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CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 

and  will  be  called  in  Room  1013,  Monday,  January  6, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 

on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  January  13,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


This  issue  of  the  Bulletin  contains,  in  the  order  given- 
Docket. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Approved  Fuel  Oil  Pumps. 

Oil  Burner  Rules. 

Specifications  for  Tank  Trucks  (Gasoline,  etc.) 

Approved  Fireline  Hose  Valves. 

Fire  Retarding  Rules  for  Garages,  etc. 

Reserve  Calendar. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  December  31,  1935 

Cal.  No.  Department  Premises  Affected 

365-35-A . D.B.M . 2220-2226  Broadway,  northeast 

corner  West  79th  street 
(Block  1227,  Lot  13),  Bor¬ 
ough  of  Manhattan. 

25727-F. 


LIST  OF  APPROVED  APPLIANCES 


Fuel  Oil  Burners  for  Domestic  and 


Paint,  Varnish  and  Lacquer  Spray- 


age 

Ft 


eaters 


Burners  and  Space 


Mar. 

5, 

1935- 

-Vol. 

20, 

No. 

10 

Jan. 

7, 

1936- 

-Vol. 

21, 

No. 

1 

Dec. 

24, 

1935- 

-Vol. 

20, 

No. 

52 

Dec. 

24, 

1935- 

-Vol. 

20, 

No. 

52 

.Dec. 

31, 

1935- 

-Vol. 

20. 

No. 

53 

Jan. 

7, 

1936- 

-Vol. 

21, 

No. 

1 

Nov. 

26, 

1935- 

-Vol. 

20, 

No. 

48 

Dec. 

31, 

1935- 

-Vol. 

20, 

No. 

S3 

364-35-A . F.D . Transportation  of  fuel  oil  in 

trucks  in  New  York  City. 

7660-LC. 


363-35-A . D.B.B . 550  State  street,  south  side,  145 

ft.  west  of  Flatbush  avenue 
(Block  180,  Lot  22),  Borough 
of  Brooklyn. 

Applic.  7755-35. 


362-35-BZ _ D.B.Bx . 2105-2131  Grand  Concourse  and 

158-166  East  181st  street, 
southwest  corner  (Block  3161, 
Lots  18  to  23  inch),  Borough 
of  The  Bronx. 

N.  B.  Applic.  446-35. 


361-35-A . D.B.M . 640  5th  avenue,  northwest  cor¬ 

ner  51st  street  (Block  1267, 
Lot  34),  Borough  of  Man¬ 
hattan.  , 

25338-F. 


CODE 

F.D . Fire  Department 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Dec. 

Concrete  Rules  (Hydrated  Lime)... Nov. 

Elevator  rules  . . May 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Tune 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Oct. 

Fire  Retarding  Rules  for  Garages, 

etc . . Jan. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Plumbing  Rules . . . Nov. 

Procedure,  Rules  of . Nov. 

Refrigerating  Systems,  Extract  C.O.Dec. 
Smoking  in  Factories,  Rules  for....Tuly 

Sprinkler  Rules  . Nov. 

Standpipe  Fireline  Rules . Oct. 

Structural  Alterations,  Reporting. .  .June 
Tank  Trucks  and  Platform  Trucks. 

Extract  C.  O . . . Jan. 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


2, 

1932- 

-Vol. 

17, 

No. 

31 

17, 

1935- 

-Vol. 

20, 

No. 

51 

19, 

1935- 

-Vol. 

20, 

No. 

47 

21, 

1935- 

-Vol. 

20, 

No. 

21 

1, 

1935- 

-Vol. 

20, 

No. 

1 

4, 

1935- 

-Vol. 

20, 

No. 

23 

28, 

1935- 

-Vol. 

20, 

No. 

22 

29, 

1935- 

-Vol. 

20, 

No. 

44 

7, 

1936- 

-Vol. 

21, 

No. 

1 

9, 

1935- 

-Vol. 

20, 

No. 

15 

21, 

1919- 

-Vol. 

4, 

No. 

3 

7, 

1925- 

-Vol. 

10, 

No. 

14 

5, 

1928- 

-Vol. 

13, 

No. 

23 

.  7, 

1936- 

-Vol. 

21, 

No. 

1 

27, 

1934 — Vol. 

19, 

No. 

48 

19, 

1935- 

-Vol. 

20, 

No. 

47 

5, 

1935- 

-Vol. 

20, 

No. 

45 

17, 

1935- 

-Vol. 

20, 

No. 

51 

9. 

1935- 

-Vol. 

20, 

No. 

28 

26, 

1935- 

-Vol. 

20, 

No. 

48 

29, 

1935- 

-Vol. 

20, 

No. 

44 

7, 

1932- 

-Vol. 

17. 

No. 

23 

7, 

1936- 

-Vol. 

21, 

No. 

1 

10, 

1923- 

-Vol. 

8, 

No. 

15 

CALL  OF  CLERK'S  CALENDAR 
MONDAY,  JANUARY  6,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

504-18-BZ. 

APPLICANT — Donald  R.  Baldwin,  for  The  Stanton  Co., 
owner. 

PREMISES — 138-140  East  25th  street,  south  side,  94  ft. 
east  of  Lexington  avenue  (Block  No.  880,  Lot  Nos. 
61  and  62),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7a,  7c,  7e  and  21  of  the 
building  zone  resolution  (reopened  November  6, 
1935). 

TO  PERMIT  in  a  business  district  the  alteration  and 
change  of  occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles  and 
also  the  omission  of  the  required  rear  yard. 


1-27-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Intershire  In¬ 
vestors,  Inc.,  owner. 

PREMISES — 1124  Gun  Hill  road,  south  side,  from  Yates 
avenue  to  Boston  road  (Block  No.  4615,  Lot  No. 
36),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
^  resolution  (reopened  September  17,  1935). 

TO  PERMIT  in  a  business  district  the  alteration  and  also 
the  permanent  use  of  a  gasoline  service  station 
previously  granted  by  the  board  under  section  7-F 
for  a  temporary  period  which  expired  March  15, 


319-35-BZ. 

APPLICANT— Joseph  V.  O’Leary,  for  Annie  Herzfeld 
and  Lillian  Klinghoffer,  owners. 

PREMISES — 8919-8923  Church  avenue,  northwest  corner 
of  Remsen  avenue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


JANUARY  7,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
7,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  251-35-BZ — Application,  September  20,  1935,  un¬ 
der  sections  7c  and  21  of  the  building 
zone  resolution,  of  William  B.  Linder, 
applicant,  on  behalf  of  Margaroff 
Realty  Corp.,  lessee  (long  term  lease), 
to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the 
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erection  and  maintenance  of  a  busi¬ 
ness  building  (stores),  premises  2119 
Caton  avenue,  north  side,  91  ft.  west 
of  Flatbush  avenue  (Block  No.  5063, 
Lot  No.  69),  Borough  of  Brooklyn. 

cal.  no.  280-31-BZ — Application  of  Edward  L.  Kelly,  ap¬ 
plicant,  on  behalf  of  Jasper  Mulle, 
owner,  reopened  December  3,  1935,  for 
consideration  of  an  amendment  to  the 
resolution  of  November  12,  1931,  as  to 
the  conditions  imposed  therein — re  Ap¬ 
plication,  granted  under  section  7f  of 
the  building  zone  resolution,  permit¬ 
ting  in  a  business  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  for  a  temporary  period ;  prem¬ 
ises  162-02  to  162-06  Cross  Bay  boule¬ 
vard,  southwest  corner  of  162nd  street 
(Block  No.  4046,  Lot  No.  5),  Howard 
Beach,  Borough  of  Queens. 


cal.  no.  235-35-BZ — Application,  September  6,  1935,  under 
sections  7 a  and  21  of  the  building,  zone 
resolution,  of  Leon  J.  Levine,  applicant, 
on  behalf  of  Victoria  B.  Cohen,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  part  of  an 
existing  gasoline  service  station  to  a 
motor  vehicle  repair  shop ;  premises 
.  158-07  Rockaway  boulevard,  southeast 
corner  of  Conover  street  (Block  No. 
4481,  Lot  No.  69),  Jamaica,  Borough 
of  Queens. 

cal.  no.  252-35-BZ — Application,  September  22,  1935,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  Samuels  and  Samuels,  appli¬ 
cants,  substituted  for  Edward  Flander 
on  behalf  of  Carmelo  Bernardo  and 
Carmela  Bernardo,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion ;  premises  104-06  Astoria  boule¬ 
vard,  southeast  corner  of  104th  street 
(Block  No.  1691,  Lot  No.  1),  Corona, 
Borough  of  Queens. 


cal.  no.  1016-27-BZ — Application  of  Arthur  B.  Daub,  ap¬ 
plicant,  on  behalf  of  Carber  Holding 
Co.,  Inc.,  owner,  reopened  June  11, 
1935,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station;  premises 
southeast  corner  of  Walker  boulevard 
and  Outerbridge  avenue  (Block  No.  5, 
Lot  N),  Tottenville,  Borough  of  Rich¬ 
mond. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  7,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders. 

348-35-A — 2605-2609  Knapp  street  (Block  No.  7544,  Lot 
No.  1),  Borough  of  Brooklyn. 

350-35- A — 447-449  West  49th  street,  north  side,  175  ft.  east 
of  10th  avenue  (Block  No.  1059,  Lot  Nos.  8 
and  9),  Borough  of  Manhattan. 

355-35-A — 1161-1175  Broadway,  23-25  West  27th  street, 
northwest  corner  (Block  No.  829,  Lot  No. 
22),  Borough  of  Manhattan. 

Variations  of  Labor  Law 

268-35-S— 1482  Broadway  and  156-158  West  43rd  street, 
southeast  corner  (Block  No.  995,  Lot  No.  57), 
Borough  of  Manhattan. 

347-35-S — 3901  14th  avenue,  southeast  corner  of  39th  street 
(Block  No.  5346,  Lot  No.  5),  Borough  of 
Brooklyn. 

Appliances  Submitted  for  Approval. 

354-35-SA — Diesel  Oil  Burner. 

357-35-SA — White  Flame  Oil  Burner. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  7,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 
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cal.  no.  301-35-BZ — Application,  October  30,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution  of  Elias  K.  Herzog,  appli¬ 
cant,  on  behalf  of  Frances  Foster, 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  business  building  (stores),  premises 
932  Simpson  street,  east  side,  83.80  ft. 
south  of  East  163rd  street  (Block  No. 
2723,  Lot  No.  37),  Borough  of  The 
Bronx. 


cal.  no.  309-35-BZ — Application,  November  2,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  Hillside  Parking  Corp.,  appli¬ 
cant,  on  behalf  of  Nathan  Straus, 
owner,  to  permit  in  a  residence  district, 
the  use  of  a  plot  of  ground  as  a  park¬ 
ing  space  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
northwest  corner  of  Wilson  avenue 
and  East  214th  street  (Block  No.  4709, 
Lot  No.  1),  Borough  of  The  Bronx. 


cal.  no.  390-19-BZ — Application  of  Frank  Zyderveld,  ap¬ 
plicant,  on  behalf  of  Madeline  T. 
Flannery,  owner,  reopened  December 
3,  1935,  for  consideration  of  an  amend¬ 
ment  to  the  resolution  of  October  30, 
1934,  as  to  the  conditions  imposed 
therein — re  Application,  granted  on 
certain  conditions  permitting  the  ex¬ 
tension  of  the  store  use  now  in  exist¬ 
ence  in  a  garage  building  previously 
granted  by  the  Board;  premises  6902- 
6912  Fourth  avenue,  southwest  corner 
of  Bay  Ridge  avenue  (Block  No.  5872, 
Lot  No.  42),  Borough  of  Brooklyn. 


cal.  no.  853-25-BZ— Application  of  Boochever,  McManus 
and  Ostrow,  applicants,  on  behalf  of 
Esbrook  Realty  Co.,  Inc.,  owner,  re¬ 
opened  December  3,  1935,  for  consid¬ 
eration  of  an  amendment  to  the  reso¬ 
lution  of  December  1,  1925,  as  to  the 
conditions  imposed  therein — re  Appli¬ 
cation,  granted  under  section  21  of  the 
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building  zone  resolution,  permitting  in 
a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
as  stores  on  the  first  story  of  the 
Fourth  avenue  front  and  as  dwellings 
above;  premises  8501-8511  Fourth  ave¬ 
nue,  southwest  corner  of  85th  street 
(Block  No.  6035,  Lot  No.  6),  Borough 
of  Brooklyn. 

cal.  no.  272-30-BZ — Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpora¬ 
tion,  owner,  reopened  October  1,  1935, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (remitted  by 
order  of  the  Court  for  hearing)  ; 
premises  440-446  Utica  avenue  and 
923-943  East  New  York  avenue,  north¬ 
west  corner  and  872-884  Lefferts  ave¬ 
nue  (Block  No.  1430,  Lot  No.  34), 
Borough  of  Brooklyn. 

cat.,  no  130-35-BZ — Application,  May  23,  1935,  under  sec¬ 
tions  7a  and  21  of  the  building  zone 
resolution,  of  Edwin  H.  Snackenberg, 
applicant,  on  behalf  of  New  York 
Rapid  Transit  Corporation,  owner,  to 
permit  in  a  business  district  the  exten¬ 
sion  of  an  existing  gasoline  service 
station  and  also  the  erection  and 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  402-10  64th  street  and 
64-01  to  64-19  Fourth  avenue,  south¬ 
east  corner  (Block  No.  5818,  part  of 
Lot  No.  1),  Borough  of  Brooklyn. 

cal.  no.  282-35-BZ — Application,  October  15,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  B.  Linder,  applicant, 
on  behalf  of  Violet  Kramer,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  1159-1167 
Utica  avenue  and  5002-5010  Clarendon 
road,  southeast  corner  (Block  No. 
4771,  Lot  Nos.  1  and  78),  Borough  of 
Brooklyn. 

cal.  no.  287-35-BZ — Application,  October  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Abraham  A.  Gold¬ 
stein,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
southeast  corner  of  Parsons  boulevard 
and  84th  road  (Block  No.  864,  Lot  No. 
261),  Jamaica,  Borough  of  Queens. 

cal.  no.  1109-27-BZ — Application  of  Michael  Levine,  ap¬ 
plicant,  on  behalf  of  Ft.  Greene  As¬ 
sociates,  Inc.,  owner,  reopened  Sep¬ 
tember  17,  1935,  under  section  21  of 
the  building  zone  resolution,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion ;  premises  106-21  Woodhaven 
boulevard  (Cross  Bay  boulevard),  east 
side,  365.61  ft.  north  of  108th  avenue 
(Block  No.  430,  part  of  Lot  No.  45), 
Woodhaven,  Borough  of  Queens. 


cal.  no.  26-32-BZ — Application  of  Louis  Schlefer,  appli¬ 
cant,  on  behalf  of  Minnie  Streit, 
owner,  reopened  September  10,  1935, 
under  section  21  of  the  building  zone 
resolution,  for  rehearing  by  Order  of 
the  Court,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises 
1551-1555  Coney  Island  avenue,  east 
side,  100  ft.  south  of  Avenue  L  (Block 
No.  6731,  Lot  No.  90),  Borough  of 
Brooklyn. 


cal.  no.  654-27-BZ — Application  of  Wagner,  Quillinan  & 
Rifkind,  applicants,  on  behalf  of  Henry 
Pape,  owner,  reopened  July  16,  1935, 
under  sections  7e  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  the 
amendment  of  a  resolution  granting  in 
a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles  of  the  pleas¬ 
ure-car  type,  so  as  to  include  motor 
vehicles  of  the  commercial-car  type; 
premises  622-632  Foster  avenue,  south¬ 
west  corner  of  East  7th  street  (Block 
No.  6494,  Lot  No.  8),  Borough  of 
Brooklyn. 


cal.  no.  240-35-BZ — Application,  September  11,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  Samuel  Rosenblum,  ap¬ 
plicant,  on  behalf  of  Bawnfawn  Hold¬ 
ing  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  88-15  Queens  boulevard 
and  89-05  56th  avenue,  northwest  cor¬ 
ner  (Block  No.  1844,  Lot  No.  3), 
Woodside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  13,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

186-30-BZ. 

APPLICANT — Ethel  Quasman,  owner. 

PREMISES — 74-02  to  74-12  Jamaica  avenue  and  1  Elderts 
lane,  southeast  corner  (Block  No.  50,  part  of  Lot 
No.  1),  Woodhaven,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  October  8,  1935). 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
a  residence  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

267-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  J.  Herbert  Bate 
Company,  Inc.,  owner. 

PREMISES— 73-02  to  73-20  and  74-02  to  74-16  Amstel 
boulevard,  north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and  500),  Ar- 
verne,  Borough  of  Queens. 

APPLICATION,  under  sections  7a,  7c  and  21  of  the  build¬ 
ing  zone  resolution. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
an  unrestricted  district  the  erection  and  mainte¬ 
nance  of  an  oil  storage  plant. 
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JANUARY  14,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
14,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  NO.  324-35-BZ — Application,  November  12,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution  of  James  F.  Hunter,  appli¬ 
cant,  on  behalf  of  Standard  Gas  Light 
Co.,  owner,  to  permit  the  extension 
from  a  business  district  into  a  resi¬ 
dence  district  of  an  existing  business 
building;  premises  35-39  West  124th 
street,  north  side,  390  ft.  west  of  Fifth 
avenue  and  32-42  West  125th  street 
(Block  No.  1722,  Lot  Nos.  20,  20*4, 
21,  51,  53  and  54),  Borough  of  Man¬ 
hattan. 

cal.  no.  J11-33-BZ— Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Churchway 
Holding  Corp.,  owner,  reopened  June 
4,  1935,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  withdrawn)  ;  premises 
5709-5717  Church  avenue,  northwest 
corner  of  Kings  Highway  (Block  No. 
4683,  part  of  Lot  Nos.  36)4  and  42), 
Borough  of  Brooklyn. 

cal.  no.  22-29-BZ — Application  of  Samuels  and  Samuels, 
applicants,  on  behalf  of  Adeline  Za- 
garino,  owner,  reopened  and  restored 
to  Calendar  October  22,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station  (previously  with¬ 
drawn)  ;  premises  97-28  Van  Wyck 
boulevard,  northwest  corner  of  101st 
avenue  (Block  No.  520,  Lot  No.  30), 
Dunton,  Borough  of  Queens. 

cal.  no.  307-35-BZ — Application,  November  1,  1935,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Benjamin  Schlanger,  applicant, 
on  behalf  of  Crenshaw  Holding  Corp., 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict,  the  alteration,  extension  and 
change  of  occupancy  of  a  building  now 
occupied  for  stores,  so  as  to  include  a 
motion  picture  theatre ;  premises  1955 
University  avenue,  west  side,  233.44  ft. 
south  of  West  179th  street  (Block  No. 
3216,  Lot  No.  70),  Borough  of  The 
Bronx. 

CAL.  no.  306-35-BZ — Application,  November  1,  1935,  under 
sections  7e  and  21  of  the  building  zone 
resolution,  of  Irving  M.  Fenichel,  ap¬ 
plicant,  on  behalf  of  Bonomo  Realty 
Corporation,  owner,  to  permit  in  a 
business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  2847-2863  West  8th 


street,  east  side,  125  ft.  8 in.  south  of 
Sheepshead  Bay  road  (Block  No.  7279, 
Lot  Nos.  163  and  169),  Borough  of 
Brooklyn. 

cal.  no.  314-35-BZ — Application,  November  7,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Harry  Yahr,  applicant  and 
lessee,  on  behalf  of  Shelton  Holding 
Corporation,  owner,  to  permit  for  a 
period  of  not  more  than  two  (2)  years 
in  a  retail  district  the  use  of  a  vacant 
plot  of  ground  as  a  parking  space  for 
the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  15-23  West 
43rd  street,  north  side,  225  ft.  west  of 
Fifth  avenue  (Block  No.  1259,  Lot 
Nos.  25,  28  and  28J4),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  14,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

344-34- A — 548  Cassanova  street  (Block  No.  2768D,  Lot  No. 

193),  Borough  of  The  Bronx. 

328-33-A — 4299  Boston  road,  west  side,  283.31  ft.  south  of 
City  Line  (Block  No.  5655,  Lot  No.  313), 
Borough  of  The  Bronx. 

330-35-A — 12-12  43rd  avenue,  southwest  corner  of  13th 
street  (Block  No.  443,  Lot  No.  15),  Long  Is¬ 
land  City,  Borough  of  Queens. 

337-35-A— 1739-1751  Hart  place,  south  side,  287  ft.  7%  in. 

west  of  Cropsey  avenue  (Block  No.  6994,  Lot 
Nos.  20  and  27),  Borough  of  Brooklyn. 

340-35-A— 623-629  West  23rd  street  and  140-154  13th  ave¬ 
nue,  northeast  corner  (Block  No.  669,  Lot  No. 
1),  Borough  of  Manhattan. 

356-35-A— 119-21  Cedar  street  and  114-118  Liberty  street, 
south  side,  77  ft.  3J4  in.  west  of  Greenwich 
street  (Block  No.  52,  Lot  No.  25),  Borough  of 
Manhattan. 

358-35-A — 1600  Broadway,  northeast  corner  of  West  48th 
street  and  720-730  Seventh  avenue  (Block  No. 
1020,  Lot  No.  29),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  \ppeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  14,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board: 

cal.  no.  499-31-BZ — Application  of  Austin  W.  Magee,  ap¬ 
plicant,  on  behalf  of  Ernest  Reiss, 
owner,  reopened  April  30,  1935,  under 
section  7f  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  district 
the  maintenance  of  a  gasoline  service 
station  for  a  temporary  period  of  two 
(2)  years  (previously  granted  by  the 
board  for  a  temporary  period)  ;  prem¬ 
ises  262-18  Hillside  avenue  (formerly 
262-10),  southwest  corner  of  263rd 
street  (Block  No.  4528,  Lot  Nos.  31, 
32  and  33),  Floral  Park,  Borough  of 
Queens. 
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cal.  no.  42-32-BZ — Application  of  Samuel  L.  Schwartz, 
applicant  and  owner,  reopened  Decem¬ 
ber  10,  1935,  under  section  21  of  the 
building  zone  resolution  for  considera¬ 
tion  as  to  extension  of  permit — re  Ap¬ 
plication,  granted  under  section  7f  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period;  premises 
2263-2273  Linden  boulevard,  northwest 
corner  of  Elton  street  (Block  No.  4336, 
Lot  No.  21),  Borough  of  Brooklyn. 

cal.  no.  273-35-BZ — Application  October  7,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Walter  B.  Woodruff, 
applicant,  on  behalf  of  John  T.  Wood¬ 
ruff  &  Son,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station ; 
premises  33-30  to  33-44  57th  street  and 
56-15  Broadway,  northwest  corner 
(Block  No.  1180,  part  of  Lot  No.  35), 
Woodside,  Borough  of  Queens. 

cal.  no.  254-35-BZ — Application  of  Scacchetti  &  Siegel, 
applicants,  on  behalf  of  Winter  Mead 
and  R.  Hawley  Truax,  as  Trustees  of 
Owner,  reopened  December  20,  1935, 
under  sections  7a  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  alteration  of  an 
existing  building  now  occupied  as  a 
storage  garage  for  more  than  five  (5) 
motor  vehicles  and  stores,  so  as  to 
create  a  gasoline  service  station  from  a 
•  portion  of  the  existing  garage  and 

stores,  a  portion  of  the  garage  having 
been  previously  granted  by  the  board  ; 
premises  300-318  Cathedral  parkway, 
486-489  Central  Park  West  and  1-11 
West  109th  street  (Block  No.  1845,  Lot 
No.  36),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  20,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

311- 35-BZ. 

APPLICANT — Earl  I.  Gallant,  for  Workers  Colony  Cor¬ 
poration,  owner. 

PREMISES — 2700  Bronx  Park  East,  northeast  corner  of 
Allerton  avenue  (Block  No.  4506,  Lot  No.  1), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  alteration  and  change  of 
occupancy  of  a  portion  of  an  existing  multiple 
dwelling  to  a  restaurant. 

312- 35-BZ. 

APPLICANT — Frackman  &  Robins,  for  La  Fontaine  Es¬ 
tates,  Inc.,  owner. 

PREMISES — 2231  Grand  Concourse  and  157  East  182nd 
street,  northwest  corner  (Block  No.  3163,  Lot  No. 
40),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 


TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  tavern,  restau¬ 
rant  and  dwelling. 


JANUARY  21,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
21,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

• 

cal.  no.  294-35-BZ — Application,  October  24,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Burke  and  Olsen,  applicants, 
on  behalf  of  Mary  A.  Kenney,  owner, 
to  permit  in  a  business  district  the 
alteration,  extension  and  conversion  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  349-351  Columbia 
street,  east  side,  100  ft.  north  of  Coles 
street  (Block  No.  510,  part  of  Lot  No. 
5),  Borough  of  Brooklyn. 

cal.  no.  440-22-BZ — Application  of  James  J.  Malone,  ap¬ 
plicant,  on  behalf  of  571  West  182nd 
Street  Corp.,  owner,  reopened  Decem¬ 
ber  3,.  1935,  under  sections  7b,  7c  and 
21  of  the  building  zone  resolution,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
alteration  and  change  of  occupancy  of 
a  building  occupied  as  a  post  office  to 
stores  (the  post  office  use  having  been 
previously  granted  by  the  board)  ; 
premises  571-573  West  182nd  street, 
north  side,  60  ft.  east  of  St.  Nicholas 
avenue  (Block  No.  2154,  Lot  No.  65), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  21,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders. 

283-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

305-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

299-31- A — 2495-2505  Atlantic  avenue,  northeast  corner  of 
East  New  York  avenue  (Block  No.  3665, 
Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 

201-35-A — 1406  Castleton  avenue  and  142  Jewett  avenue, 
southwest  corner  (Block  No.  1026,  Lot  No. 
47),  Port  Richmond,  Borough  of  Richmond. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  21,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  294-27-BZ — Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Kurland  Service 
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Stations,  Inc.,  lessee  (long  term  lease), 
reopened  December  20,  1935,  for  con¬ 
sideration  of  an  amendment  to  the 
resolution  of  March  26,  1935 — re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  951-959  Lenox  road, 
north  side,  from  East  57th  street  to 
Remsen  avenue  (Block  No.  4644,  Lot 
No.  1),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  28,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

19- 34- A — 363  Lexington  avenue  (Block  No.  1295,  Lot  No. 

20),  Borough  of  Manhattan. 

20- 34-A — 322-332  Lexington  avenue  and  128-130  East  39th 

street  (Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

21- 34-A — 355-357  Lexington  avenue,  133  East  40th  street 

and  359-361  Lexington  avenue  (Block  No. 
1295,  Lot  Nos.  21  and  23),  Borough  of  Man¬ 
hattan. 


22-34-A — 349-353  Lexington  avenue  and  130-132  East  40th 
street  (Block  No.  895,  Lot  No.  69),  Borough 
of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  28,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

CAL.  no.  246-35-BZ — Application,  September  17,  1935,  under 

section  21  of  the  building  zone  resolu¬ 
tion  of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Elinor  D.  Manson  and 
Nora  M.  Reich,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station ; 
premises  62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93), 
Woodside.  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


FUEL  OIL  PUMPS 

Approved  by  the  Board  of  Standards  and  Appeals 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32- S A 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  . .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  Vo.. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  . 52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  . .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L  and  LD..  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wane  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-24-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  1 84-22- S A 

Worthington  Show  Model  Duplex .  194-22-SA 


SPECIAL  NOTICE 


There  is  now  on  display  in  one  of  the  rooms  in  this  the  Mayor’s  Committee  on  City  Planning.  If  interested, 
Board  a  set  of  seven  maps  of  the  City  of  New  York,  these  maps  may  be  seen  any  week  day  and  up  to  12  o’clock 
covering  the  real  property  inventory  report,  prepared  by  on  Saturdays. 
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OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  as  Amended  July  12,  1935,  and  as 
Amended,  Effective  August  12,  1935. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931;  May  12,  1931;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED :  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  -one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED  :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
(Vi")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS : 

(a)  One-half  (J4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (J4)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  04)  inch 
thick. 

Note — All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL :  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT:  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION:  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 

PERMIT :  Shall  mean  permit  for  storage  of  oil. 

PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2^4)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE :  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED :  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE :  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER :  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK :  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE :  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades : 


Range  Oil 

SP. 

Gr. 

(A.  P.  I.) 

40-44° 

No.  1  Fuel  Oil 

(i 

it 

(1 

36-40° 

No.  2  “  “ 

it 

tt 

it 

32-36° 

No.  3  “  “ 

it 

a 

it 

28-32° 

No.  4  “  “ 

it 

it 

ti 

24°  + 

No.  5  “  “ 

u 

a 

it 

18°  + 

No.  6  “  “ 

a 

a 

it 

10°  + 

(b)  The  use  of  crankcase  refuse 

oil  as  fuel 

oil  is  strictly 

prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less — in.  shell,  J4  in. 
heads. 

Tanks  37  to  72  in.  in  diameter — Y  in.  shell,  5/16  in. 
heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  $4  in. 
heads. 

Tanks  over  120  inches  in  diameter  to  be  of  Y  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  Y  in.  in  diameter  rivets  2 Y\  in.  pitch. 
In  shell  5/16  in.  thick,  Y  in  diameter  rivets  2 Y  in. 
pitch. 

In  shell  Y  in.  thick,  Y  in.  diameter  rivets  2*4  in.  pitch. 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  §4  of  an  inch  in  diameter 
and  spaced  not  more  than  2 Y  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  (3A")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  14  inch  and  the  minimum  thickness  of  roof  plates 
A  inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1  ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


Section  3.  Outside  of  Buildings,  Above  Ground. 


(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1^4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 


If  distant  25  feet  from  line  of  adjoining 

property  which  may  be  built  upon  16,000  gallons 

If  distant  30  feet  .  24,000 

If  distant  40  feet  .  36,000 

If  distant  50  feet  .  48,000 

If  distant  60  feet  .  60,000 

If  distant  75  feet  .  96,000 

If  distanct  85  feet,  or  more .  100,000 

(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1)4)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (40  high  but  in  no  case  higher  than  one-fourth 
($4)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1)4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 


(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
Tubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1)4)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited.  * 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (1)4")  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
y2  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 
hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (5’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 


Section  4.  Fill  Pipes. 


(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 


(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  hi 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 


(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
le  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
reck  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type  de- 
gned  to  prevent  tampering  by  unauthorized  persons  and 
lall  be  provided  with  raised  letters  reading:  Fuel  Oil 
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on  fixed  portion  of  terminal  body.  Where  there  is  a  storage 
system  of  voltaile  inflammable  oil  and  a  storage  system  for 
fuel  oil  to  be  used  in  the  same  premises,  the  terminal  of 
fuel  oil  fill  pipe  shall  be  provided  with  a  left-handed  thread, 
and  the  fill  pipe  fitting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

(e)  Fill  pipes  shall  be  designed  to  prevent  escape  of  oil 
vapor  from  storage  tanks  at  fill  pipe  terminal. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (27 5)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-off 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (27 5)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  “ 

Gravity  “ 

(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 


control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  clos«d 
when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Test* 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 
capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
section  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows  : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 
for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Te«t  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  ‘Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  J4  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  l/i"  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  1 5.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil¬ 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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Published  at  request  of  the  Fire  Chief  and  Commissioner 

FIRE  DEPARTMENT,  CITY  OF  NEW  YORK 

Specifications  for  tank  trucks  transporting  volatile  in¬ 
flammable  oils  were  approved  by  the  Fire  Commissioner 
on  May  20th,  1933.  1  he  following  specifications  contain 

all  corrections  as  required  by  certain  amendments  made 
to  the  Code  of  Ordinances  on  July  18th,  1935  pertaining 
to  the  transportation  or  delivery  of  petroleum  products  in 
tank  trucks. 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(GASOLINE,  BENZINE,  BENZOLE,  ETC.) 

To  be  used  in  the  transportation  or  delivery  for  the  stor¬ 
age,  sale  or  use  within  the  City  of  any  petroleum  or  shale 
oil,  or  the  liquid  products  of  either,  or  coal  tar  which  will 
emit  an  inflammable  vapor  at  a  temperature  below  100°  F. 
when  tested  in  a  Tagliabue  open  cup  tester  in  accordance 
with  the  provisions  of  Sections  113-114,  Article  8,  Chap¬ 
ter  10  of  the  Code  of  Ordinances,  effective  July  18th,  1935. 

PERMIT 

Sec.  1.1... No  person,  firm  or  corporation  shall  transport 
or  deliver  for  sale,  storage,  or  use  within  the 
City  any  petroleum  or  shale  oil  or  the  liquid 
products  of  either  or  coal  tar  which  will  emit 
an  inflammable  vapor  below  100°  F.  when 
tested  in  a  Tagliabue  open  cup  tester  except 
in  a  tank  truck  for  which  a  permit  has  been 
granted  by  the  Fire  Chief  and  Commissioner. 
(Sec.  113,  Art  8,  Chap.  10.) 

1.2.. . A  permit  is  required  for  each  tank  truck  for 
the  transportation  or  delivery  for  storage,  sale 
or  use  within  the  City  of  any  petroleum  or 
shale  oil  or  the  liquid  products  of  either  or 
coal  tar  which  will  emit  an  inflammable  vapor 
beloww  100°  F.  when  tested  in  a  Tagliabue 
open  cup  tester.  (Sec.  113,  Art.  8,  Chap.  10) 

1.3. .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Sec.  20,  Art.  8,  Chap.  10.) 

1.4.. . Unless  otherwise  provided  every  permit  for  a 

tank  truck  and  the  renewal  thereof  shall  be 
for  a  period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year.  (Sec.  26,  Art.  2,  Chap.  10.) 

1.5.. . The  permit  is  revocable  and  not  transferable 

and  in  the  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43, 
Art.  3,  Chap.  10.) 

1.6.. . The  metal  permit  plate  furnished  by  the  Fire 
Department  at  the  same  time  the  Fire  De¬ 
partment  permit  is  issued  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  tank  truck  and  be  so  displayed 
during  the  life  of  the  permit.  (Sec.  114,  Art. 
8,  Chap.  10.) 

1.7.. . The  Fire  Department  Inspection  Card  fur¬ 

nished  at  same  time  the  Fire  Department 
Permit  is  issued  must  be  carried  at  all  times 
in  the  cab  of  the  truck  in  a  card  holder.  (Sec. 
114,  Art.  8,  Chap  10.) 

1.8.. . No  person  shall  sell  or  deliver  any  volatile 

inflammable  oil  in  quantities  exceeding  one 
gallon  into  any  tank  truck  which  has  not  been 
granted  a  permit  by  the  Fire  Chief  and  Com¬ 
missioner  for  the  transportation  or  delivery  of 
said  volatile  inflammable  oil.  (Sec.  114,  Art. 
8,  Chap.  10.) 

1.9.. . Each  vendor  of  volatile  inflammable  oil  shall 

render  to  the  Fire  Commissioner  on  or  before 
the  tenth  of  each  month,  a  statement  verified 


as  to  its  correctness  by  an  affidavit  showing 
the  total  quantity  of  volatile  inflammable  oil 
in  excess  of  5  gallons  delivered  to  each  pur¬ 
chaser  in  the  city  during  the  preceding 
month :  provided,  however,  that  no  report 
shall  be  required  of  volatile  oil  delivered  di¬ 
rectly  to  the  fuel  tanks  of  motor  vehicles, 
motorcycles,  motor  tricycles,  motor  boats,  air¬ 
ships,  aeroplanes  and  other  similar  craft  and 
vessels.  (Sec.  114,  Art.  8,  Chap.  10.) 

Sec.  1.10.  .Complete  specifications  of  the  truck  with  de¬ 
tail  construction  drawings  showing  plan  and 
elevation  of  the  tank,  also  carrying  capacity 
of  the  chassis  shall  be  filed.  This  section  will 
not  apply  to  existing  equipment.  (Sec.  114, 
Article  8,  Chapter  10.) 

CERTIFICATE  OF  FITNESS 

Sec.  2.1... Each  tank  truck  for  which  a  permit  is  re¬ 
quired  shall  be  in  charge  of  a  person  holding 
a  certificate  of  fitness  issued  by  the  Fire  Chief 
and  Commissioner,  whose  duty  it  will  be  to 
see  that  all  safety  devices  are  in  place  and  in 
proper  working  order;  that  truck  is  properly 
grounded  when  filling  or  discharging  and  that 
all  pipe  connections  and  fill  cap  covers  are  oil 
tight  and  shall  produce  on  the  demand  of  any 
representative  of  the  Fire  or  Police  Depart¬ 
ments  his  certificate  of  fitness,  the  Fire  De¬ 
partment  permit  and  the  inspection  card  for 
that  particular  tank  truck  he  is  in  charge 
of.  (Sec.  114,  Art.  8,  Chap.  10.) 

2.2. .  .Applicants  for  a  Certificate  of  Fitness  must 

(A)  be  at  least  21  years  old; 

(B)  have  a  reasonable  understanding  of 
the  English  language  and  be  able  to 
answer  satisfactorily  such  questions  as 
may  be  asked  upon  his  examination; 

(C)  Produce  such  evidence  of  his  char¬ 
acter,  habits  and  past  employment  as 
may  be  satisfactory  to  the  Fire  Chief 
and  Commissioner; 

(D)  Pass  an  examination  by  a  person  or 
body  designated  by  the  Fire  Chief  and 
Commissioner  upon  the  law  and  ordi¬ 
nance  regulations  governing  the  trans¬ 
portation,  storage  and  use  of  the  ar¬ 
ticle  relating  to  or  connected  with  the 
service  to  be  performed  by  him  upon 
the  risks  incident  to  his  employment 
and  upon  his  knowledge  of  the  precau¬ 
tions  necessary  to  be  taken  in  connec¬ 
tion  therewith. 

(E)  Each  application  for  such  certificate 
shall  be  accompanied  with  two  un¬ 
mounted  photographs  of  the  applicant 
taken  in  ordinary  working  clothes  not 
less  than  2  by  3  inches;  one  of  which 
shall  be  attached  to  the  application,  the 
other  to  the  Certificate  of  Fitness. 

(F)  Examination  for  renewals  of  certifi¬ 
cates  of  fitness  may  be  waived  in  the 
discretion  of  the  Fire  Chief  and  Com¬ 
missioner.  (Sec.  21,  Art.  2,  Chap.  10.) 

2.3.. . Unless  otherwise  provided  every  certificate  of 

fitness  and  the  renewal  thereof  shall  be  for  a 
period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year,  is  revocable  and  not  transferable.  Fee 
Originals  $5.00 — Renewals  $2.00.  (Sec.  42,  Art. 
3,  Chap.  10.) 

METHODS  OF  DISCHARGE 

Sec.  3.1... The  volatile  liquid  may  be  discharged  either 
by  means  of  syphon  or  by  pumping.  Dis- 
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charge  by  the  standard  gravity  method  will 
not  be  permitted. 

Sec.  3.2... Not  more  than  one  compartment  shall  be  dis¬ 
charged  at  any  one  time. 

3.3.. . The  mechanism  controlling  discharge  and  the 

discharge  outlet  from  the  tank  shall  be  at  the 
rear  and  shall  be  housed  in  a  control  box  in¬ 
tegral  with  the  tank  body. 

Discharge  by  “SYPHON”  shall  be  as  follows : 

3.4.. . A  common  header  of  not  less  than  2  inches 

in  diameter  shall  be  housed  within  the  tank; 
shall  be  welded  into  the  partitions  and  rear 
head  of  the  tank  and  shall  be  free  from 
threaded  joint. 

3.5.. . The  outlet  from  the  tank  compartments  into 

such  discharge  header  shall  be  controlled  by 
hydraulically  or  mechanically  operated  valves 
situated  at  the  outlet  proper  of  each  compart¬ 
ment.  Such  compartment  outlet  valves  shall 
be  operated  selectively  from  the  control  box 
and  such  control  shall  not  permit  the  open¬ 
ing  of  more  than  one  compartment  at  a  time. 
Such  valves  shall  be  capable  in  emergency  of 
being  closed  manually  both  from  the  driver’s 
seat  and  from  the  control  box.  No  valve 
shall  be  capable  of  being  opened  from  the 
driver’s  cab. 

3.6.. . There  shall  be  a  single  delivery  outlet  in 

which  shall  be  placed  a  self-closing  valve  or 
a  valve  closing  automatically  when  subjected 
to  a  temperature  of  165  degrees  Fahrenheit; 
such  valve  to  operate  in  conjunction  with  an 
additional  valve  installed  in  such  a  delivery 
assembly  and  opening  against  the  flow  of  li¬ 
quid  and  so  placed  that  it  will  close  automat¬ 
ically  if  a  break  occurs  in  the  delivery  as¬ 
sembly. 

3.7.. . There  shall  be  a  syphon  breaker  in  the  dis¬ 

charge  line;  said  breaker  to  be  open  at  all 
times,  except  when  compartment  is  discharg¬ 
ing,  and  to  be  operated  and  controlled  in  con¬ 
junction  with  the  compartment  outlet  valves. 
The  syphon  breaker  shall  be  housed  within 
the  tank. 

3.8.. . The  syphon  action  shall  be  established  by  a 

hand  operated  pump  of  approved  design. 

3.9.. . 0.  the  syphon  type  discharge  tanks  con¬ 

structed  previous  to  May  20th,  1933  the  pro¬ 
visions  that  “the  motor  ignition  system  shall 
be  so  arranged  that  the  motor  cannot  be 
started  except  by  use  of  an  ignition  switch 
located  within  the  drivers  cab”  and  the  mech¬ 
anism  located  in  the  control  box  at  the  rear 
of  the  truck  shall  be  inaccessible  while  the 
propelling  motor  of  the  truck  is  in  operation. 
Provision  shall  be  made  to  require  “the  stop¬ 
ping  of  the  motor  before  the  control  box  door 
can  be  opened  and  to  require  the  closing  of 
the  control  box  door  before  starting  the  mo¬ 
tor”  is  waived. 

Discharge  by  “PUMP”  shall  be  as  follows : 

3.10..  A  common  header  of  not  less  than  2  inches 
in  diameter  shall  be  located  at  the  top  of  the 
tank;  secured  by  welding  and  shall  be  free 
from  threaded  joints. 

3.11..  A  riser  pipe  shall  be  provided  in  each  com¬ 
partment  with  inlet  near  the  bottom.  A  self¬ 
closing  hydraulically  operated  valve  shall  be 
located  between  the  riser  pipe  and  the  single 
delivery  pipe. 

3.12..  The  pump  shall  be  of  the  positive  displace¬ 
ment  and  suction  type,  hydraulically  oper¬ 
ated. 


Sec.  3.13.. The  pump  shall  be  located  inside  the  tank 
body. 

3.14..  The  pump  shall  be  operated  by  means  of  a 
motor  unit  pump.  Both  discharge  pump  and 
motor  unit  pump  shall  contain  no  external 
moving  parts  of  stuffing  boxes.  Pump  rotors 
shall  not  be  in  contact  with  each  other  or 
the  pump  housing. 

3.15..  The  motor  unit  pump  shall  be  operated  by 
means  of  lubricating  oil  under  pressure  from 
a  circulating  pump  having  power  takeoff  and 
oil  storage  near  the  engine  or  the  cab. 

3.16..  The  oil  circulating  pump  shall  be  controlled 
by  a  hand  clutch.  The  hand  clutch  shall  be 
arranged  to  move  to  the  off  position  should 
the  tank  truck  be  moved. 

3.17..  The  lubricating  oil  pumped  from  the  oil  cir¬ 
culating  pump  shall  pass  through  a  selector 
valve  control,  which  shall  be  located  in  the 
control  box,  and  such  oil  shall  be  returned  to 
its  source  without  movement  of  either  the  in¬ 
side  compartment  valve  or  the  motor-unit- 
pump  until  such  time  as  the  selector  valve  is 
opened.  The  inside  compartment  valve  shall 
be  opened  and  the  motor-unit-pump  started 
simultaneously. 

3.18..  011. circulating  and  return  lines  between  the 
cab  and  the  tank  body  shall  be  of  the  high 
pressure  armored-hose  with  suitable  fittings. 

3. 19..  The  lubricating  oil  circulating  pump  shall  be 
independent  of  the  engine  oil  circulating  sys¬ 
tem. 

3.20.  .The  outlet  valve  from  each  compartment  shall 
be  operated  selectively  and  only  from  the  con¬ 
trol  box  by  means  of  the  oil  hydraulic  selector 
control. 

3.21..  The  hydraulic  selector  control  shall  also  be 
arranged  to  close  the  inside  valves  by  the 
closing  of  the  control  box-  door,  also  by  the 
releasing  of  the  oil  pressure  by  the  melting 
of  a  suitable  fusible  device  at  not  more  than 
165°  F. 

3.22..  An  automatic  by-pass  or  pressure  relief  shall 
be  an  integral  part  of  the  gasoline  discharge 
pump,  and  shall  be  set  and  sealed  to  prevent 
a  discharge  pressure  in  excess  of  five  pounds 
per  square  inch. 

3.23..  A  small  self-closing  whistle  valve  shall  be 
provided  at  the  top  of  hose  in  the  control  box 
for  admitting  air  into  the  hose  for  drainage 
purposes. 

3.24..  0.  each  tank  a  grounded  hose  having  bronze 
fittings  shall  at  all  times  be  connected  to  the 
single  delivery  outlet  and  shall  be  arranged 
to  form  a  good  grounding  contact  between 
the  tank  body  and  an  underground  storage 
system. 

TANK  CAPACITY 

Sec.  4.1... The  total  capacity  of  the  tank  shall  not  ex¬ 
ceed  1,920  gallons  of  volatile  inflammable  oils. 

4.2.. . The  tank  shall  be  divided  into  one  or  more 

independent  compartments,  no  one  of  which 
shall  exceed  in  capacity  320  gallons. 

4.3.. . Each  compartment  shall  be  provided  with  at 
least  two  and  one-half  per  cent  additional 
space  for  expansion. 

4.4.. . Each  compartment  shall  be  provided  with  a 

sealed  indicator  or  guide  for  filling. 

4.5.. . The  total  capacity  of  the  wing-tanks  or 

mounting  tanks  (when  used  instead  of  run¬ 
ning  boards)  shall  not  exceed  300  gallons  of 
lubricating  oils. 
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TANK  CONSTRUCTION 

Sec.  5.1... Each  tank  shall  be  an  all-metal  welded  rigid 
structure,  elliptical  in  cross  section  and  con¬ 
struction  of  not  less  than  3/16  inch  selected 
steel  throughout. 

5.2.. . All  seams  shall  be  welded,  both  inside  and 

outside,  and  shall  be  of  the  full  fillet  weld. 

5.3. .  .Wrapper  sheets  shall  not  be  pierced  below 

the  normal  liquid  level. 

5.4.. . A  control  box  shall  be  provided  at  the  rear 

of  the  tank  and  shall  be  welded  to  the  tank 
body.  The  door  of  the  control  box  shall  be 
hinged  at  the  top  and  shall  close  by  gravity, 
also  by  the  fusing  of  a  165°  F.  metal.  No 
bottom  shall  be  provided  in  the  control  box 
excepting  on  tanks  constructed  previous  to 
May  20th,  1933  in  which  cases  it  shall  be  ade¬ 
quately  ventilated  and  drained  in  such  a  man¬ 
ner  that  no  articles  such  as  pipe  fittings,  rags, 
etc.,  can  be  carried. 

5.5.. . For  “SYPHON”  type  tanks,  the  heads  and 

partitions  shall  each  be  in  one  piece;  shall  ex¬ 
tend  beyond  the  shell  and  shall  be  connected 
so  as  to  afford  rigid  construction.  The  wrap¬ 
per  sheet  for  each  compartment  shall  be  in 
one  piece  having  the  longitudinal  seam  lo¬ 
cated  near  the  top. 

5.6.. . For  “PUMP”  type  tanks,  the  heads  and  par¬ 

titions  shall  each  be  in  one  piece  and  shall 
not  be  pierced  at  any  point.  The  wrapper 
sheet  shall  extend  for  the  full  length  of  the 
tank.  The  longitudinal  seams  shall  be  located 
near  the  top. 

RELIEF  VENTS 

Sec.  6.1.  ..Each  compartment  shall  be  protected  by  a 
combination  breather  and  relief  valve. 

6.2.. . The  relief  valve  shall  have  a  through  area  of 

not  less  than  1^4  inches  in  diameter  and  shall 
be  held  normally  closed  by  a  spring  tension 
of  not  more  than  5  pounds  per  square  inch. 

6.3.. . The  breather  valve  shall  have  a  through  area 

of  not  less  than  inch  in  diameter  and  shall 
be  held  normally  closed  by  sufficient  spring 
tension  as  not  to  appreciably  interfere  with 
the  pump  or  syphon  action. 

6.4.. . The  inlet  and  outlet  of  each  combination 

breather  and  relief  vent  shall  be  protected  by 
40  x  40  mesh  wire  screens,  so  located  as  not  to 
interfere  with  the  required  through  area  of 
the  vent. 

COVERS 

Sec.  7.1... A  manhole  shall  be  provided  for  each  com¬ 
partment  having  a  maximum  width  of  fifteen 
(15)  inches  and  a  filler  cap  of  not  more  than 
six  (6)  inches  in  diameter. 

72.. .  Except  when  filling,  and  during  transit  and 

delivery,  the  manhole  and  filler  openings  shall 
be  maintained  vapor  and  liquid  tight  with 
self-locking  covers,  which  shall  not  open  at 
more  than  91°.  The  hinges  shall  be  placed 
toward  the  cab.  The  vents  shall  be  located 
either  in  the  dome  or  cover  and  shall  be  of 
the  type  and  size  as  specified  in  Section  6  of 
these  specifications. 

TEST 

Sec.  8.1... At  least  one  tank  in  ten  shall  be  tested  by 
the  manufacturer  in  the  presence  of  the  Fire 
Commissioner  or  his  representative. 

8.2.. . Each  tank  shall  be  tested  at  the  place  of 


manufacture,  and  shall  withstand  without 
leaking  a  hydrostatic  test  of  not  less  than  15 
pounds  per  square  inch.  A  written  statement 
of  each  tank  test  shall  be  signed  by  the  man¬ 
ufacturer  and  filed  with  the  Fire  Commis¬ 
sioner  certifying  as  to  the  test  and  compli¬ 
ance  with  these  specifications. 

Sec.  8.3... Each  tank  shall  be  capable  of  withstanding 
without  structural  injury,  a  test  of  dropping 
while  filled  with  water  a  distance  of  four  (4) 
feet  and  landing  upon  its  mounting  on  a  solid 
flat  surface. 

_  STATIC  ELIMINATOR 

Sec.  9.1 ...  Provision  shall  be  made  near  the  rear  or  near 
the  front  of  the  tank,  or  both,  for  a  static 
eliminator  connection.  The  connection  must 
be  made  with  a  good  ground  before  the  tank 
is  filled  at  the  loading  rack.  The  connection 
shall  consist  of  an  unpainted  piece  of  brass 
or  non-corrodable  metal  welded  or  braised  to 
the  tank  body,  excepting  that  on  tanks  con¬ 
structed  previous  to  May  20th,  1933,  where  no 
static  eliminators  have  been  provided,  some 
part  of  the  truck  shall  be  freed  from  paint 
upon  which  shall  be  fastened  the  grounding 
clip  of  the  loading  rack. 

MOUNTING 

Sec.  10.1... Each  tank  shall  be  so  mounted  on  the  chassis 
that  it  will  not  be  subjected  to  twisting  strains 
by  the  twisting  of  the  chassis  frame;  also  in 
such  a  manner  as  to  eliminate  shifting  or 
twisting  of  the  tank  in  its  mounting  and  to 
eliminate  friction  between  the  tank  and  such 
mounting;  and  so  as  not  to  impair  the  flex¬ 
ibility  of  the  chassis  frame.  No  sillings  and/ 
or  cradles  of  combustible  material  shall  be 
employed  in  supporting  the  tank  body. 

10.2.. . When  a  tank  truck  that  was  accepted  prev¬ 

ious  to  May  20th,  1933  (constructed  accord¬ 
ing  to  specifications  adopted  March  19,  1925) 
is  taken  out  of  service  or  sold  or  the  tank  is 
remounted  on  another  new  or  used  chassis 
the  specifications  in  force  at  the  time  of  the 
change  shall  apply  in  their  entirety. 

10.3.. . For  “PUMP”  type  tanks,  the  tanks  shall  be 

supported  on  rectangular  stiffeners  or  cradles, 
which  shall  extend  the  full  length  of  the  tank, 
effectively  braced,  and  welded  to  the  tank 
body.  The  rectangular  stiffeners  or  cradles 
may  be  used  to  transport  lubricating  oil  in¬ 
stead  of  or  in  combination  with  the  wing- 
tanks. 

10.4.. .  The  use  of  any  standard  brake  lining  is  per¬ 

mitted  to  eliminate  friction  between  the  tank 
and  mounting. 

BUMPERS 

Sec.  11.1... Fixed  substantial  steel  bumpers  shall  be  pro¬ 
vided  at  the  front  and  at  the  rear  of  the 
chassis.  The  material  used  shall  be  of  di¬ 
mension  and  strength  equal  to  6-inch  steel 
channel,  weighing  10^4  pounds  per  foot. 

MUD  GUARDS 

Sec.  12.1... The  front  mud  guards  shall  extend  the  full 
width  of  the  running  boards  and  chassis. 

MUFFLER 

Sec.  13.1... The  outlet  of  the  muffler  shall  terminate  un¬ 
der  cab  or  engine. 
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Sec.  13.2... No  joints  in  that  part  of  exhaust  piping  or 
muffler  located  below  the  cab  will  be  per¬ 
mitted. 

BRAKES 

Sec.  14.1 ..  .Service  brakes  shall  be  of  an  approved  4- 
wheel  power  operated  type  and  so  designed 
that  they  will  be  capable  of  bringing  the  ve¬ 
hicle  to  a  stop  in  the  event  of  failure  of  the 
source  of  power.  No  power  or  actuating  cy¬ 
linder  shall  be  located  within  the  rear  brake 
drum. 

14.2.. . The  total  effective  service  brake  lining  area 

shall  be  not  less  than  580  square  inches  prop¬ 
erly  distributed  on  4  wheels. 

14.3.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  they  comply  with  the  motor  vehicle 
laws  of  the  State  of  New  York  and  the  stop¬ 
ping  requirements  of  the  Police  Department 
of  the  City  of  New  York  and  all  the  other 
sections  of  these  specifications. 

14.4.. . The  drive  shaft  brake  not  to  be  considered 

in  computing  the  braking  area. 

AXLES 

Sec.  15.1... The  rear  axle  shall  be  of  the  full-floating 
type  if  enclosed  drive. 

15.2.. . The  front  axle  weight,  when  fully  loaded, 

shall  be  not  less  than  one-quarter  of  the 
gross  weight. 

15.3.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  the  axle  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE 

Sec.  16.1... Each  carburetor  shall  be  provided  with  a 
flash-back  device  which  shall  have  been  ap¬ 
proved  by  a  Nationally  Recognized  Labora¬ 
tory. 

16.2.. . Glass  gauges  in  gasoline  or  oil  lines  will  not 

be  permitted. 

16.3. .  .Carburetors,  when  located  above  the  exhaust 

manifold  or  hot  piping,  shall  be  provided  with 
a  suitable  drip  pan  draining  to  the  road. 

16.4.. . A  governor  must  be  provided  and  so  set  and 

sealed  as  to  prevent  a  truck  speed  in  excess 
of  22  M.  P.  Hour. 

16.5.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  engine  design  as  orig¬ 
inally  approved  shall  be  accepted. 

TIRES 

Sec.  17.1. .  .No  tire  shall  be  loaded  beyond  its  rated  capa¬ 
city  as  given  by  the  Tire  and  Rim  Associa¬ 
tion. 

TRANSMISSION 

Sec.  18.1... No  over-direct  speed  will  be  permitted. 

18.2.. . No  two  range  transmission  will  be  permitted. 

18.3.. . Not  more  than  4  speeds  forward  will  be  per¬ 
mitted. 

18.4.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  transmission  design  as 
originally  approved  shall  be  accepted. 

ELECTRICAL  EQUIPMENT 

Sec.  19.1... The  starter  shall  be  controlled  by  a  magnetic 
switch,  which  shall  be  located  at  or  near  the 
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starter,  excepting  on  a  chassis  still  in  service, 
approved  previous  to  May  20th,  1933,  no 
starter  shall  be  required. 

Sec.  19.2. .. Battery  leads  shall  be  no  longer  than  prac¬ 
ticable. 

19.3.. . Each  lighting  circuit  shall  be  properly  fused 

with  not  more  than  10  amperes  cartridge  fuse. 

19.4.. . 51.e  signalling  lights  will  not  be  permitted. 

19.5. .  .Ignition  wiring  shall  be  securely  supported 

by  means  of  the  open  spacer  method  and  pro¬ 
tected  against  grounding,  or  by  fiber  tubing 
rigidly  supported. 

19.6. . .  Battery  shall  be  rigidly  mounted  under  seat 

on  left  side  and  fully  partitioned  from  gaso¬ 
line  tank,  or  other  approved  location.  Battery 
shall  be  well  ventilated. 

19.7. .  .Lighting  equipment  shall  consist  of  not  more 

than  two  head-lamps  (or  side  lamps)  equip¬ 
ped  with  not  more  than  21  C.  P.  for  driving 
and  one  3  C.  P.  lamp  for  parking. 

19.8.. . Tail  light  shall  be  mounted  at  top  and  rear 

of  delivery  tank.  Tail  light  shall  not  exceed 
6  C.  P. 

19.9.. . A  two-wire  system  will  be  required. 

19.10..  Dash  lamps  shall  not  exceed  more  than  3 
C.  P. 

19.11..  An  electric  horn  will  be  permitted,  but  no 
other  electrical  devices  or  accessories,  except¬ 
ing  on  a  chassis  still  in  service,  approved 
previous  to  May  20th,  1933  no  electric  horn 
shall  be  required. 

19.12..  No  ignition  or  transmission  lock  will  be  per¬ 
mitted. 

19.13..  All  wiring  except  ignition  shall  be  encased  in 
metal  conduit. 

CAB 

Sec.  20.1... The  cab  shall  be  an  all  metal  structure.  A 
shatter-proof  glass  windshield  shall  be  pro¬ 
vided.  Approved  side  doors  may  be  used  if 
desired.  Combustible  side  curtains  will  be 
prohibited.  A  suitable  incombustible  sema¬ 
phore  and  reflector  mirror  shall  be  provided. 

20.2.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  cab  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE  FUEL  TANK 

Sec.  21.1... No  soldering  for  tightness  will  be  accepted 
in  the  construction  of  the  engine  fuel  tank. 

21.2.. . The  fill  or  intake  opening  and  vent  to  engine 

fuel  tank  shall  terminate  outside  the  cab,  but 
shall  not  protrude  more  than  5  inches  beyond 
the  side  of  the  cab.  The  fill  or  intake  open¬ 
ing  shall  be  protected  by  an  approved  screen 
and  a  self-closing  cover.  Engine  fuel  tank 
shall  be  located  inside  the  cab. 

21.3. .  .Gasoline  shall  be  supplied  to  the  carburetor 

by  mechanical  pump  only. 

21.4. .  .Gasoline  supply  line  to  carburetor  shall  be 

connected  through  the  top  of  the  supply  tank. 

21.5.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  engine  fuel  tank  design 
shall  be  accepted  as  originally  approved. 

RUNNING  BOARDS 

Sec.  22.1 . . .  Wing-tanks  may  be  substituted  for  running 
boards.  Only  lubricating  oils  will  be  per¬ 
mitted  for  transportation  in  the  wing-tanks. 
Not  more  than  one  100-gallon  tank,  which 
may  be  subdivided,  will  be  permitted  on 
either  side  of  the  tank  truck.  The  wing- 
tanks  or  the  running  boards  shall  extend  the 
full  length  of  the  tank  body.  Two  cans  for 
bucketing  the  lubricating  oil  may  be  carried 
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on  either  side  of  the  tank  truck  beneath  the 
wing-tanks  or  running  boards  or  in  suitable 
housings.  Draw-off  connections  shall  be  lo¬ 
cated  in  a  protected  location  under  the  wing- 
tanks  and  shall  be  of  the  self-closing  type 
with  means  for  locking.  Side  racks  for  cans 
are  prohibited. 

CHASSIS  WEIGHT 

Sec.  23.1... The  net  chassis  weight  without  accessories, 
such  as  cab,  spare  tire,  water,  gasoline,  front 
and  rear  bumpers,  etc.,  shall  weigh  not  less 
than  36  per  cent  of  the  gross  weight  of  a 
fully  loaded  and  completely  equipped  vehicle. 

EXAMPLE 


Weight  of  chassis  (net  dry) .  8700  lbs. 

Weight  of  tank  (1500  gallon) .  5000  lbs. 

Weight  of  gasoline  (1500  gals.  @ 

6.2)  .  9300  lbs. 

Weight  of  accessories  (cab,  water, 

gas,  tires,  bumpers,  etc.) .  1050  lbs. 


24050  lbs. 

36%  of  24,050  lbs.  equals  8,658  lbs.  mini¬ 
mum  weight  of  net  dry  chassis  acceptable. 

AFFIDAVITS 

Sec.  24.1... The  manufacturer  of  each  make  of  chassis 
shall  file  with  the  Fire  Commissioner  a  detail 
chassis  specification  with  drawings,  also  an 
affidavit  satisfactory  to  the  Fire  Commission¬ 
er  that  the  chassis  is  adequate  and  suitable  to 
transport  the  tank  and  its  contents  of  volatile 
inflammable  oils  in  New  York  City. 

24.2. .  .Specifications  of  the  chassis  shall  be  listed 
in  the  Commercial  Car  Journal  or  in  a  similar 
representative  publication.  Any  chassis  devi¬ 
ation  from  published  specification  data  must 
be  filed  with  the  Fire  Commissioner,  such  as 
chassis  weight  due  to  variations  in  wheelbase, 
tires,  sizes,  etc. 

GUARANTEE 

Sec.  25.1 ..  .Satisfactory  evidence  of  compliance  with 
these  specifications,  also  as  to  its  safety  and 
proper  workmanship  on  all  parts  of  the  tank 
truck  shall,  when  required,  be  furnished  to 
the  Fire  Chief  and  Commissioner. 


USE  OF  TRUCK 

Sec.  26.1... Tank  trucks  approved  for  transporting  vola¬ 
tile  inflammable  oils  shall  be  used  for  no 
other  purpose,  except  that  lubricating  oils 
may  be  transported  on  the  same  truck  in  ap¬ 
proved  wing-tanks  or  in  approved  mounting 
tanks  or  both,  as  may  be  desired. 

IDENTIFICATION 

Sec.  27.1... The  tank  and  the  chassis  shall  be  perma¬ 
nently  numbered  by  means  of  a  plate  welded 
in  a  fixed  position 

PAINTING  &  MARKING 

Sec.  28.1 .  .  .The  tank  body  shall  be  painted  a  red  as  speci¬ 
fied  for  Fire  Department  use  but  the  chassis, 
running  gear,  cab,  bonnet  or  hood  of  the 
motor  or  the  wheels  may  be  painted  any  color 
suitable  to  the  applicant. 

28.2.. . The  words  “GASOLINE-DANGER”  shall  be 

painted  in  English  on  both  sides  and  rear  of 
the  tank  in  letters  of  not  less  than  ten  (10) 
inches  high  also  on  the  front  bumper  in  let¬ 
ters  not  less  than  four  (4)  inches  high. 

28.3.. . The  owner’s  name  shall  be  painted  on  both 

sides  of  the  tank  or  cab  in  letters  of  not  less 
than  two  (2)  inches,  nor  more  than  six  (6) 
inches  high  or  permanently  affixed  to  both 
sides  of  the  tank  by  means  of  a  brass  plate 
of  not  less  than  four  (4)  inches  by  six  (6) 
inches  in  size. 

28  4... No  advertising  or  other  names  shall  be  paint¬ 
ed  on  or  affixed  to  the  tank  truck. 

FIRE  PROTECTION 

Sec.  29.1... The  entire  tank  truck  shall  be  constructed  of 
incombustible  materials. 

29.2.  .  .Non-freezing  fire  appliances  only  shall  be  car¬ 
ried  on  tank  trucks.  At  least  one  approved 
carbon  dioxide  fire  extinguisher  of  not  less 
than  ten  (10)  pounds  capacity  shall  be  pro¬ 
vided  and  located  in  or  near  the  driver’s  cab. 

SMOKING 

Sec.  30.1 ...  Smoking  on  a  tank  truck  is  prohibited  at  all 
times. 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  .  81-20-SA 

Walworth  Company  .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


RULES 


FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 

30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (%)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2 y2) 
inches  of  1 :2^4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (}/\)  of  one  (1)  per  cent  of 
steel  mesh ; 

(b)  Two  and  one-half  (2*4)  inches  of  1 :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations : 

(a)  One-half  ($4)  inch  plaster  boards,  or  three- 
eighths  (H)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (x/4)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
04)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)’  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction ;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(24)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (%)  inch  wood  sheathing,  one-half 
(]/2)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams ; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  ( % )  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (x/a)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  packeted  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA — Kennedy  2 54 -inch  Hose  Outlet  Valve,  Type 
"A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

568-30-SA — Tuthill  Fuel  Oil  Pump,  Model  30-LE. 
209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 
164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA—  Progressive  Press  Machine  Oil  Burner. 
301-34-SM — "Radbur”  Flameproofing  Compound. 

7-35- S A — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 

522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA — Ryan  Marvel  Oil  Burner,  Model  M. 
123-35-SA — National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

166-35-SA— ServWell  Space  Heater,  Models  247T  and  248. 


167-35-SA — Serv-Well  Water  Heater,  Models  255A  and 
255B. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA — National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

181- 35-SA — Majestic  Space  Heater,  Models  247T  and  248. 

182- 35-SA — Majestic  Water  Heater,  Models  255A  and 

255B. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA — Brigham  Oil  Burner. 

219-35-SA — United  Copper  Service  Pipe. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

243- 35-SA — Josam-Marsh  Hair  Interceptor  (Plumbing 

Trap). 

244- 35-SA — Woolley  Patent  Mechanical  Oil  Burner. 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

253-35-SA — Preferred  Oil  Burner  (Manual  Operation), 
Model  D.  O. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA — Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
310-35-SA— Viking  Pot  Type  Space  Heater,  Models, 
165  and  170. 

313-35-SA — Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA — Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

343-35-SA — Pacific  Oil  Burner. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com - 
tnittee  reports  of  this  board,  court  or  department  actions 
tnd  will  remain  thereon  until  the  aforesaid  reports ,  court 
or  departmental  actions  are  consummated .  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 
Room  1001,  Municipal  Building, 

New  York  City. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUI  LETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name.. 


Street....... 

P.  O... 


My  Subscription  is  to  begin  with  the  issue  for.. 


1936. 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  January  7,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  252-35-BZ,  251-35-BZ,  280- 
31-BZ,  235-35-BZ,  301-35-BZ,  309-35-BZ  and  1016-27- 
BZ. 

Minutes  of  Regular  Meeting,  January  7,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  26-32-BZ,  240-35-BZ  282- 
35-BZ,  185-33-BZ,  127-35-BZ,  390-19-BZ,  853-25-BZ, 
272-30-BZ,  130-35-BZ,  287-35-BZ,  1109-27-BZ,  654-27- 
BZ,  608-28-BZ,  541-32-BZ,  348-35-A,  350-35-A,  355-35- 
A,  268-35-S,  347-35-S,  354-35-SA,  357-35-SA  and  266- 
34-SA. 

Notice  of  Public  Hearing  on  Proposed  Amendment  of 
Oil  Burner  Rules. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Fire  Retarding  Rules  for  Garages,  etc. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 

and  will  be  called  in  Room  1013,  Monday,  January  13, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  January  20,  1936,  at  12  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board.  _  ... 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  January  8,  1936 
Cal.  No.  Department  Premises  Affected 

1-36-A . D.B.B . 1404-1414  East  New  York  ave¬ 

nue,  south  side,  from  Herzl 
street  to  Amboy  street  (Block 
3495,  Lots  12  and  16),  Bor¬ 
ough  of  Brooklyn. 

Decision. 


2-36-BZ . D.B.Q . Southwest  corner  of  Grand 

Central  parkway  and  Parsons 
boulevard  (Block  2601,  Lots 
96  and  99),  Jamaica,  Borough 
of  Queens. 

Applic.  4661-35. 


3-36-S . D.B.Bx . 1793-1799  Westchester  avenue 

and  1301  Beach  avenue,  north¬ 
west  corner  (Block  3786,  Lot 
1),  Borough  of  The  Bronx. 

Applic.  240-35. 


4-36-BZ . D.B.Q . 133  -  54  Lefferts  boulevard, 

northwest  corner  of  135th 
aveune  (Block  2580,  Lot  1), 
Richmond  Hill,  Borough  of 
Queens. 

Applic.  5197-35. 


5-36-A . D.B.B . 7-23  Van  Brunt  street  and  37- 

59  Irving  street,  northeast 
corner  (Block  314,  Lot  1), 
Borough  of  Brooklyn. 

8172-L.F. 


Restored  to  Calendar 

185-33-BZ . D.B.B . 2284-2296  West  8th  street  and 

129-143  Avenue  W,  north¬ 
west  corner  (Block  7142,  Lots 
48  and  53),  Borough  of 
Brooklyn. 

Applic.  4179-33. 


Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . June 

Fire  Alarm  Rules  (interior) . May 

Fire  Drill  Rules . Oct. 

Fire  Retarding  Rules  for  Garages, 

etc . .  •••J  an. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Tan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Jan. 

Paint,  V arnish  and  Lacquer  Spray- 

...  ‘“g  Rules  . Nov. 

Plumbing  Rules  . jan. 

Procedure,  Rules  of . iNov. 


Standpipe  Fireline  Rules. ...... ...i Oct 

Structural  Alterations,  Reporting. .  .June 
lank  Trucks  and  Platform  Trucks. 

Extract  C.  O . Jan. 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


1,  1935— Vol.  20,  No.  I 
4,  1935— Vol.  20,  No.  23 

28,  1935— Vol.  20,  No.  22 

29,  1935— Vol.  20,  No.  44 


14,  1936— Vol.  21,  No.  2 
9,  1935— Vol.  20,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 
7,  1936— Vol.  21,  No.  1 


27,  1934— Vol.  19,  No.  48 
14,  1936— Vol.  21,  No.  2 
5,  1935— Vol.  20,  No.  45 
17,  1935— Vol.  20,  No.  51 
9,  1935— Vol.  20,  No.  28 
26,  1935— Vol.  20,  No.  48 
29,  1935— Vol.  20,  No.  44 
7,  1932— Vol.  17,  No.  23 

7,  1936— Vol.  21,  No.  1 


10,  1923— Vol.  8.  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar 

Fireline  Hose  Valves . . . !jan  * 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Dec. 

Fuel  Oil  Fill  Pipe  Terminals . Dec. 

Fuel  Ox]  Burners  for  Industrial  Use.Dec. 

Fuel  Oil  Pumps . Tan 

Paint,  Varnish  and  Lacquer  Spray- 

ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  . . [)ec 


5,  1935— Vol.  20,  No.  10 

7,  1936— Vol.  21,  No.  1 

24,  1935— Vol.  20,  No.  52 
24,  1935— Vol.  20,  No.  52 
31,  1935— Vol.  20,  No.  53 
7,  1936— Vol.  21,  No.  1 

26,  1935— Vol.  20,  No.  48 

31,  1935— Vol.  20,  No.  S3 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  13,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

186-30-BZ. 

APPLICANT — Ethel  Quasman,  owner. 

PREMISES  74-02  to  74-12  Jamaica  avenue  and  1  Elderts 
lane,  southeast  corner  (Block  No.  50,  part  of  Lot 
No.  1),  Woodhaven,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  October  8,  1935). 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
a  residence  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 


127-35-BZ . D.B.B . 115-117  Truxton  street,  north 

side,  220  ft.  east  of  Sackman 
street  (Block  1544,  Lot  45), 
Borough  of  Brooklyn. 

Applic.  4524-35. 


CODE 

F.D . Fire  Department 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B-B . ..Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved  v 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Dec. 

Concrete  Rules  (Hydrated  Lime) . .  .Jan. 
Elevator  rules  . May 


2,  1932— Vol.  17,  No.  31 

17,  1935— Vol.  20,  No.  51 

14,  1936— Vol.  21.  No.  2 

21,  1935— Vol.  20,  No.  21 


267-35-BZ. 

APPLICANT  Lama  and  Proskauer,  for  J.  Herbert  Bate 
Company,  Inc.,  owner. 

PREMISES— 73-02  to  73-20  and  74-02  to  74-16  Amstel 
boulevard,  north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and  500),  Ar- 
verne,  Borough  of  Queens. 

APPLICATION,  under  sections  7a,  7c  and  21  of  the  build¬ 
ing  zone  resolution. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
an  unrestricted  district  the  erection  and  mainte¬ 
nance  of  an  oil  storage  plant. 


JANUARY  14,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  January 
14,  1936,  at  10  o  clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  324-35-BZ— Application,  November  12,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution  of  James  F.  Hunter,  appli- 
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cant,  on  behalf  of  Standard  Gas  Light 
Co.,  owner,  to  permit  the  extension 
from  a  business  district  into  a  resi¬ 
dence  district  of  an  existing  business 
building;  premises  35-39  West  124th 
street,  north  side,  390  ft  west  of  Fifth 
avenue  and  32-42  West  125th  street 
(Block  No.  1722,  Lot  Nos.  20,  20^, 
21,  51,  53  and  54),  Borough  of  Man¬ 
hattan. 


CAL.  NO.  311-33-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Churchway 
Holding  Corp.,  owner,  reopened  June 
4,  1935,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  withdrawn)  ;  premises 
5709-5717  Church  avenue,  northwest 
corner  of  Kings  Highway  (Block  No. 
4683,  part  of  Lot  Nos.  36^4  and  42), 
Borough  of  Brooklyn. 

cal.  no.  22-29-BZ — Application  of  Samuels  and  Samuels, 
applicants,  on  behalf  of  Adeline  Za- 
garino,  owner,  reopened  and  restored 
to  Calendar  October  22,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station  (previously  with¬ 
drawn)  ;  premises  97-28  Van  Wyck 
boulevard,  northwest  corner  of  101st 
avenue  (Block  No.  520,  Lot  No.  30), 
Dunton,  Borough  of  Queens. 

cal.  no.  307-35-BZ — Application,  November  1,  1935,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Benjamin  Schlanger,  applicant, 
on  behalf  of  Crenshaw  Holding  Corp., 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict,  the  alteration,  extension  and 
change  of  occupancy  of  a  building  now 
occupied  for  stores,  so  as  to  include  a 
motion  picture  theatre ;  premises  1955 
University  avenue,  west  side,  233.44  ft. 
south  of  West  179th  street  (Block  No. 
3216,  Lot  No.  70),  Borough  of  The 
Bronx. 


cal.  no.  306-35-BZ — Application,  November  1,  1935,  under 
sections  7e  and  21  of  the  building  zone 
resolution,  of  Irving  M.  Fenichel,  ap¬ 
plicant,  on  behalf  of  Bonomo  Realty 
Corporation,  owner,  to  permit  in  a 
business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  2847-2863  West  8th 
street,  east  side,  125  ft.  in.  south  of 
Sheepshead  Bay  road  (Block  No.  7279, 
Lot  Nos.  163  and  169),  Borough  of 
Brooklyn. 

cal.  no.  314-35-BZ — Application,  November  7,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Harry  Yahr,  applicant  and 
lessee,  on  behalf  of  Shelton  Holding 
Corporation,  owner,  to  permit  for  a 
period  of  not  more  than  two  (2)  years 
in  a  retail  district  the  use  of  a  vacant 


plot  of  ground  as  a  parking  space  for 
the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  15-23  West 
43rd  street,  north  side,  225  ft.  west  of 
Fifth  avenue  (Block  No.  1259,  Lot 
Nos.  25,  28  and  28J4),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  14,  193C,  2  P.  M. 

Appeals  from  Administrative  Orders 

344-34- A — 548  Cassanova  street  (Block  No.  2768D,  Lot  No. 

193),  Borough  of  The  Bronx. 

328-33- A — 4299  Boston  road,  west  side,  283.31  ft.  south  of 
City  Line  (Block  No.  5655,  Lot  No.  313), 
Borough  of  The  Bronx. 

330-35-A — 12-12  43rd  avenue,  southwest  corner  of  13th 
street  (Block  No.  443,  Lot  No.  15),  Long  Is¬ 
land  City,  Borough  of  Queens. 

337-35-A — 1739-1751  Hart  place,  south  side,  287  ft.  7%  in. 

west  of  Cropsey  avenue  (Block  No.  6994,  Lot 
Nos.  20  and  27),  Borough  of  Brooklyn. 

340-35-A — 623-629  West  23rd  street  and  140-154  13th  ave¬ 
nue,  northeast  corner  (Block  No.  669,  Lot  No. 
1),  Borough  of  Manhattan. 

356-35-A — 119-21  Cedar  street  and  114-118  Liberty  street, 
south  side,  77  ft.  3}4  in.  west  of  Greenwich 
street  (Block  No.  52,  Lot  No.  25),  Borough  of 
Manhattan. 

358-35-A — 1600  Broadway,  northeast  corner  of  West  48th 
street  and  720-730  Seventh  avenue  (Block  No. 
1020,  Lot  No.  29),  Borough  of  Manhattan. 

342-35-A — 2314-2316  12th  avenue,  southwest  corner  of  West 
132nd  street  (Block  No.  2004,  Lot  No.  74), 
Borough  of  Manhattan. 

Appliance  Submitted  for  Approval. 

352-35-SA — Todd  Fuel  Oil  Fill  Pipe  Terminal. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  \ppeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  14,  1936,  at  2  o'clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board: 


cal.  no.  499-31-BZ — Application  of  Austin  W.  Magee,  ap¬ 
plicant,  on  behalf  of  Ernest  Reiss, 
owner,  reopened  April  30,  1935,  under 
section  7f  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  district 
the  maintenance  of  a  gasoline  service 
station  for  a  temporary  period  of  two 
(2)  years  (previously  granted  by  the 
board  for  a  temporary  period)  ;  prem¬ 
ises  262-18  Hillside  avenue  (formerly 
262-10),  southwest  corner  of  263rd 
street  (Block  No.  4528,  Lot  Nos.  31, 
32  and  33),  Floral  Park,  Borough  of 
Queens. 


cal.  no.  42-32-BZ — Application  of  Samuel  L.  Schwartz, 
applicant  and  owner,  reopened  Decem¬ 
ber  10,  1935,  under  section  21  of  the 
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building  zone  resolution  for  considera¬ 
tion  as  to  extension  of  permit — re  Ap¬ 
plication,  granted  under  section  7f.of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period ;  premises 
2263-2 273  Linden  boulevard,  northwest 
corner  of  Elton  street  (Block  No.  4336, 
Lot  No.  21),  Borough  of  Brooklyn. 

CAL.  no.  273-35-BZ — Application  October  7,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Walter  B.  Woodruff, 
applicant,  on  behalf  of  John  T.  Wood¬ 
ruff  &  Son,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station ; 
premises  33-30  to  33-44  57th  street  and 
56-15  Broadway,  northwest  corner 
(Block  No.  1180,  part  of  Lot  No.  35), 
Woodside,  Borough  of  Queens. 

cal.  no.  254-35-BZ — Application  of  Scacchetti  &  Siegel, 
applicants,  on  behalf  of  Winter  Mead 
and  R.  Hawley  Truax,  as  Trustees  of 
Owner,  reopened  December  20,  1935, 
under  sections  7a  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  alteration  of  an 
existing  building  now  occupied  as  a 
storage  garage  for  more  than  five  (5) 
motor  vehicles  and  stores,  so  as  to 
create  a  gasoline  service  station  from  a 
portion  of  the  existing  garage  and 
stores,  a  portion  of  the  garage  having 
been  previously  granted  by  the  board ; 
premises  300-318  Cathedral  parkway, 
486-489  Central  Park  West  and  1-11 
West  109th  street  (Block  No.  1845,  Lot 
No.  36),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  20,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

311-35-BZ. 

APPLICANT — Earl  I.  Gallant,  for  Workers  Colony  Cor¬ 
poration,  owner. 

PREMISES — 2700  Bronx  Park  East,  northeast  corner  of 
Allerton  avenue  (Block  No.  4506,  Lot  No.  1), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  alteration  and  change  of 
occupancy  of  a  portion  of  an  existing  multiple 
dwelling  to  a  restaurant. 

212-35-BZ. 

APPLICANT — Frackman  &  Robins,  for  La  Fontaine  Es¬ 
tates,  Inc.,  owner. 

PREMISES — 2231  Grand  Concourse  and  157  East  182nd 
street,  northwest  corner  (Block  No.  3163,  Lot  No. 
40),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  tavern,  restau¬ 
rant  and  dwelling. 


JANUARY  21,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
21,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  294-35-BZ — Application,  October  24,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Burke  and  Olsen,  applicants, 
on  behalf  of  Mary  A.  Kenney,  owner, 
to  permit  in  a  business  district  the 
alteration,  extension  and  conversion  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  349-351  Columbia 
street,  east  side,  100  ft.  north  of  Coles 
street  (Block  No.  510,  part  of  Lot  No. 
5),  Borough  of  Brooklyn. 

cal.  no.  440-22-BZ — Application  of  James  J.  Malone,  ap¬ 
plicant,  on  behalf  of  571  West  182nd 
Street  Corp.,  owner,  reopened  Decem¬ 
ber  3,  1935,  under  sections  7b,  7c  and 
21  of  the  building  zone  resolution,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
alteration  and  change  of  occupancy  of 
a  building  occupied  as  a  post  office  to 
stores  (the  post  office  use  having  been 
previously  granted  by  the  board)  ; 
premises  571-573  West  182nd  street, 
north  side,  60  ft.  east  of  St.  Nicholas 
avenue  (Block  No.  2154,  Lot  No.  65), 
Borough  of  Manhattan. 

cal.  no.  504-18-BZ — Application  of  Donald  R.  Baldwin, 
applicant,  on  behalf  of  The  Stanton 
Company,  owner,  reopened  November 
6,  1935,  under  sections  7a,  7c,  7e  and 
21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  altera¬ 
tion  and  change  of  occupancy  of  an 
existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles  and  also 
the  omission  of  the  required  rear 
yard ;  premises  138-140  East  25th 
street,  south  side,  94  ft.  east  of  Lexing¬ 
ton  avenue  (Block  No.  880,  Lot  Nos. 
61  and  62),  Borough  of  Manhattan. 

cal.  no.  1-27-BZ — Application  of  Edwin  H.  Snackenberg, 
applicant,  on  behalf  of  Intershire  In¬ 
vestors,  Inc.,  owner,  reopened  Septem¬ 
ber  17,  1935,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  district  the  alteration  and 
also  the  permanent  use  of  a  gasoline 
service  station  previously  granted  by 
the  board  under  section  7f  for  a  tem¬ 
porary  period  which  expired  March  15, 
1935;  premises  1124  Gun  Hill  road, 
south  side,  from  Yates  avenue  to  Bos¬ 
ton  road  (Block  No.  4615,  Lot  No.  36), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  21,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders. 

283-35- A — Transportation  of  Fuel  Oil  in  Truck*  in  New 
York  City. 
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305-35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

299-31-A — 2495-2505  Atlantic  avenue,  northeast  corner  of 
East  New  York  avenue  (Block  No.  3665, 
Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 

201-35-A — 1406  Castleton  avenue  and  142  Jewett  avenue, 
southwest  corner  (Block  No.  1026,  Lot  No. 
47),  Port  Richmond,  Borough  of  Richmond. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  21,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  294-27-BZ — Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Kurland  Service 
Stations,  Inc.,  lessee  (long  term  lease), 
reopened  December  20,  1935,  for  con¬ 
sideration  of  an  amendment  to  the 
resolution  of  March  26,  1935 — re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  951-959  Lenox  road, 
north  side,  from  East  57th  street  to 
Remsen  avenue  (Block  No.  4644,  Lot 
No.  1),  Borough  of  Brooklyn. 

cal.  no.  26-32-BZ — Application  of  Louis  Schlefer,  appli¬ 
cant,  on  behalf  of  Minnie  Streit, 
owner,  reopened  September  10,  1935, 
under  section  21  of  the  building  zone 
resolution,  for  rehearing  by  Order  of 
the  Court,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises 
1551-1555  Coney  Island  avenue,  east 
side,  100  ft.  south  of  Avenue  L  (Block 
No.  6731,  Lot  No.  90),  Borough  of 
Brooklyn. 

cal.  no.  240-35-BZ — Application,  September  11,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  Samuel  Rosenblum,  ap¬ 
plicant,  on  behalf  of  Bawnfawn  Hold¬ 
ing  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  88-15  Queens  boulevard 
and  89-05  56th  avenue,  northwest  cor¬ 
ner  (Block  No.  1844,  Lot  No.  3), 
Woodside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 

CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  27,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

331-35-BZ. 

APPLICANT — Corbett  &  MacMurray,  for  Trustees  of 
Sailors  Snug  Harbor,  owner. 


PREMISES — 9-17  Fifth  avenue  and  1-3  East  8th  street, 
northeast  corner  (Block  No.  566,  Lot  Nos.  1,  2,  4, 
5,  6  and  34),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  multiple  dwelling  with  stores  on 
the  1st  story. 

341-35-BZ. 

APPLICANT — Joseph  Goodman,  for  Department  of 
Water  Supply,  Gas  and  Electricity,  for  City  of 
New  York,  owner. 

PREMISES — Northwest  corner  of  Cornish  avenue  and 
Poyer  street  (Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop  and  also  storage 
yard. 


JANUARY  28,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
28,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant, 
on  behalf  of  Annie  Herzfeld  and 
Lilliain  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  28,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

19- 34-A — 363  Lexington  avenue  (Block  No.  1295,  Lot  No. 

20),  Borough  of  Manhattan. 

20- 34-A — 322-332  Lexington  avenue  and  128-130  East  39th 

street  (Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

21- 34-A— 355-357  Lexington  avenue,  133  East  40th  street 

and  359-361  Lexington  avenue  (Block  No. 
1295,  Lot  Nos.  21  and  23),  Borough  of  Man¬ 
hattan. 

22- 34-A — 349-353  Lexington  avenue  and  130-132  East  40th 

street  (Block  No.  895,  Lot  No.  69),  Borough 
of  Manhattan. 

Rules 

217-21-SR — Oil  Burner  Rules— Proposed  Amendment  to. 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  28,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  excepting  cases  which  have 
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been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

CAi*,  »o.  246-35-BZ— -Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Elinor  D.  Manson  and 
Nora  M.  Reich,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  siation; 
premises  62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93), 
Woodside.  Borough  of  Queens. 
HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  4,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Feb¬ 
ruary  4,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter  : 

cal.  no.  185-33-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Sadie  Teitelbaum, 
owner,  reopened  January  7,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  partly  in  a  business  district  and 
partly  in  a  residence  district  the 
maintenance  of  an  automobile  wreck¬ 
ing  and  junk  storage  yard  for  a  tem¬ 
porary  period ;  premises  2284-2296 
West  8th  street  and  129-143  Avenue 
W,  northwest  corner  (Block  No.  7142, 
Lot  Nos.  48  and  53),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JANUARY  7,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 

The  minutes  of  the  special  meeting  of  the  board  held  on 
Friday  morning,  December  13,  1935,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  morning, 
December  17,  1935,  were  approved  as  printed  in  Bulletin 
No.  52,  Vol.  XX;  and  the  minutes  of  the  special  meeting 
of  the  board  held  on  Friday  morning,  December  20,  1935, 
as  printed  in  Bulletin  No.  53,  Vol.  XX. 


BUILDING  ZONE  CASES 

252-35-BZ. 

APPLICANT — Samuels  &  Samuels,  substituted  for  Ed¬ 
ward  Flander,  for  Carmelo  Bernardo  and  Carmela 
Bernardo,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 104-06  Astoria  boulevard, 
southeast  corner  of  104th  street  (Block  No.  1691, 
Lot  No.  1),  Corona,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  None. 

For  Opposition :  Elie  Debemot,  Annie  O’Dowd 
and  others. 

ACTION  OF  BOARD — Application  withdrawn  by  written 
request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


251-35-BZ. 

APPLICANT — William  B.  Linder,  for  Margaroff  Realty 
Corp.,  lessee  (long  term  lease). 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 


building  zone  resolution  to  permit  partly  in  a 
residence  district  and  partly  in  a  business  district 
the  erection  and  maintenance  of  a  business  build¬ 
ing  (stores). 

PREMISES  AFFECTED — 2119  Caton  avenue,  north  side, 
91  ft.  west  of  Flatbush  avenue  (Block  No.  5063, 
Lot  No.  69),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  B.  Linder. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  RESOLUTION— 

(251-35-BZ) 


Whereas,  William  B.  Linder,  for  Magaroff  Realty  Corp., 
lessee,  (long  term  lease),  filed  September  20,  1935,  an  appli¬ 
cation  under  the  building  zone  resolution  to  permit  partly 
in  a  business  district  the  erection  and  maintenance  of  a 
business  building  (stores);  premises:  2119  Caton  avenue, 
north  side,  91  ft.  west  of  Flatbush  avenue  (Block  No.  5063, 
Lot  No.  69),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Flatbush  avenue  is  in  a  busi¬ 
ness  district;  Caton  avenue  is  in  a  residence  and  business 
district;  Kenmore  place  is  in  a  residence  district  and  East 
21st  street  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  August  31,  1935,  re  Applic.  No.  9712-1935, 
reads : 

“The  following  objections  have  been  filed  by  the 
examiners ;  Extending  business  use  in  a  residential 
zone  is  contrary  to  Art.  II,  par.  6-a  of  Zone  Resolu¬ 
tion.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  50  feet,  a  distance  of 
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123  feet  along  the  westerly  lot  line  and  103  feet  along  the 
east  lot  line ;  it  is  proposed  to  demolish  the  2J4  story  frame 
dwelling  now  on  the  site  and  to  erect  thereon  a  one-story 
non-fireproof  structure  50  ft.  by  70  ft.  6  in.  in  area  to  be 
occupied  as  four  (4)  stores.  A  small  irregular  area  at  the 
S.E.  corner  of  the  plot,  having  a  frontage  of  nine  (9)  feet 
on  Caton  avenue  is  in  the  business  district  and  the  remain¬ 
der  of  the  plot  is  in  the  residence  district ;  and 
Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises  on 
November  21,  1935;  and 

Whereas,  it  is  the  opinion  of  the  board  there  is  suf¬ 
ficient  area  zoned  for  business  use  adjacent  without  en¬ 
croaching  on  this  highly  developed  residence  area  and  that 
this  plot  singly  or  in  conjunction  with  the  adjoining  plot  is 
suitable  for  an  apartment  development ;  and 
Whereas,  the  portion  of  the  lot  within  the  business  use 
area  is  so  small  as  to  supply  no  reasonable  basis  for  a 
variation  under  section  7(c)  ;  and 
Whereas,  the  board  deemed  that  applicant  had  failed  to 
substantiate  his  basis  of  appeal  under  sections  7(c)  and  21 
of  the  building  zone  resolution,  and,  therefore,  was  not 
entitled  to  relief. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


280-31 -BZ. 

APPLICANT — Edward  L.  Kelly,  for  Jasper  Mulle, 
owner. 

SUBJECT — Application  reopened  December  3,  1935 — con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings), 
granted  for  a  temporary  period  under  section  7f 
of  the  building  zone  resolution,  permitting  in  a 
business  district  the  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 162-02  to  162-06  Cross  Bay 
boulevard,  southwest  corner  of  162nd  street  (Block 
No.  4046,  Lot  No.  5),  Howard  Beach,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Edward  L.  Kelly. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended  and  permit 
extended. 

THE  VOTE  TO  AMEND  RESOLUTION  AND  TO 
EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(280-31-BZ) 

Whereas,  this  application  affecting  premises  162-02  to 
162-06  Cross  Bay  boulevard,  southwest  corner  of  162nd 
street  (Block  No.  4046,  Lot  No.  5),  Howard  Beach,  Bor¬ 
ough  of  Queens,  was  granted  by  the  board  for  a  temporary 
period  of  two  years  on  November  12,  1931,  the  two-year 
period  extended  for  an  additional  period  of  two  years  from 
November  12,  1933,  at  meeting  of  October  10,  1933;  and 
Whereas,  the  application  was  reopened,  by  vote  of  the 
board  December  3,  1935,  for  consideration  of  a  further  ex¬ 
tension  of  the  temporary  period ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
November  12,  1931  be  reaffirmed  and  the  variation  granted 
for  a  further  temporary  period  of  two  years  from  this 
date  under  section  7,  subdivision  (f)  on  condition  that  all 


requirements  of  the  resolution  adopted  by  the  board  on 
November  12,  1931,  other  than  the  time  of  the  permit,  shall 
be  complied  with. 


235-35-BZ. 

APPLICANT — Leon  J.  Levine,  for  Victoria  B.  Cohen, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  business  district  the 
change  of  occupancy  of  part  of  an  existing  gaso¬ 
line  service  station  to  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 158-07  Rockaway  boulevard, 
southeast  corner  of  Conover  street  (Block  No. 
4481,  Lot  No.  69),  Jamaica,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Leon  J.  Levine. 

For  Opposition:  Edward  Eck,  Giuseppe  Linquiti, 


Peter  J.  Walsh  and  Joseph  Loeb. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  RESOLUTION— 

(235-35-BZ) 


Whereas,  Leon  J.  Levine,  for  Victoria  B.  Cohen,  owner, 
filed  September  6,  1935,  an  application  under  the  building 
zone  resolution  to  permit  in  a  business  district  the  change 
of  occupancy  of  part  of  an  existing  gasoline  service  station 
to  a  motor  vehicle  repair  shop ;  premises :  158-07  Rockaway 
boulevard,  southeast  corner  of  Conover  street  (Block  No. 
4481,  Lot  No.  69),  Jamaica,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Rockaway  boulevard  is  in  a 
business  district ;  Conover  street  is  in  a  residence  and 
business  district;  158th  street  is  in  a  business  and  undeter¬ 
mined  district  and  Grayland  avenue  is  in  a  residence  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  August  12,  1935,  re  Permit  No.  Alt.  5590-35, 
reads : 

“The  conversion  of  a  building  used  as  an  auto  laun¬ 
dry  located  within  a  business  district,  into  a  motor 
vehicle  repair  shop  is  contrary  to  section  4  of  the  zone 
resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  80  feet  on  Rockaway  boulevard  and  102 
feet  on  Conover  street;  occupied  as  a  gasoline  service  sta¬ 
tion  ;  upon  the  easterly  portion  of  the  plot  there  is  located 
a  one-story  structure  75  ft.  by  36  ft.  in  area — divided  into 
three  sections.  It  is  proposed  to  use  the  northerly  section 
as  a  motor  vehicle  repair  shop ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises  on 
December  23,  1935 ;  and 

Whereas,  the  departmental  records  indicate  that  at  no 
time  was  permission  to  include  automobile  repairing  re¬ 
quested  or  granted  prior  to  this  application,  and 

Whereas,  the  space  designed  for  a  car  laundry  is  inade¬ 
quate  to  accommodate  repair  work  also  with  the  result 
that  repairs  would  be  made  in  the  open,  constituting  a 
nuisance  to  the  surrounding  property;  and 

Whereas,  the  board  deemed  that  applicant  had  failed 
to  substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution,  and,  therefore,  was  not  entitled 
to  relief. 
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Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


301-35-BZ. 

APPLICANT — Elias  K.  Herzog,  for  Frances  Foster, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution,  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erection 
and  maintenance  of  a  business  building  (stores). 
PREMISES  AFFECTED— 932  Simpson  street,  east  side, 
83.80  ft.  south  of  East  163d  street  (Block  No. 
2723,  Lot  Nos.  36  and  37),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Elias  K.  Herzog  and  Leon  Foster. 
For  Opposition:  Benjamin  M.  Cohen. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  RECONSIDER  PREVIOUS  AC¬ 


TION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION— 

(301-35-BZ) 


Whereas,  Elias  K.  Herzog,  for  Frances  Foster,  owner, 
filed  October  30,  1935,  an  application  under  the  building 
zone  resolution  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erection  and  maintenance 
of  a  business  building,  (stores);  premises:  932  Simpson 
street,  east  side,  83.80  feet  south  of  East  163rd  street 
(Block  No.  2723,  Lot  No.  37),  Borough  of  the  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  163rd  street  is  in  a 
business  district ;  Simpson  street  is  in  a  residence  and  busi¬ 
ness  district ;  and  Southern  boulevard  is  in  a  business  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  October  14,  1935  re  N.  B.  Applic.  No.  371- 
1935,  reads : 

“1.  Proposed  erection  of  business  building  located 
partly  within  a  business  district  and  partly  within  a 
residence  district  is  contrary  to  the  provisions  of  the 
Building  Zone  Resolution.” 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction  one  story  in  height,  with  a  frontage  of 
60  ft.  and  a  depth  of  80  ft.  to  be  occupied  as  a  business 
building,  (4  stores)  amended  to  a  frontage  of  45  ft.  at  the 
public  hearing;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  section  7,  subdivision  C  of  the  building  zone  resolution, 
to  grant  a  variance  of  said  resolution  where  such  circum¬ 
stances  as  recited  therein  obtain ;  and 


Whereas,  the  board  deems  that  the  applicant  is  entitled 
to  relief  under  the  provisions  of  section  7-C  of  the  Build¬ 
ing  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
7-C  thereof,  permitting  the  erection  of  a  one-story  store 
building  as  proposed,  on  condition  that  such  store  building 
shall  not  exceed  45  feet  in  width  along  Simpson  street, 
commencing  at  the  lot  line  of  adjoining  Lot  40  and  per¬ 
mitting  the  one-story  store  building  to  extend  into  the 
residential  area,  on  condition  that  the  building  shall  not 
exceed  80  feet  in  depth;  that  the  balance  of  the  plot  shall 
be  used  for  conforming  uses  only  and  if  vacant  shall  be 
kept  clear  and  in  a  presentable  condition  at  all  times;  that 
the  store  uses  shall  be  such  as  are  non-objectionable,  ex¬ 
cluding  fish,  markets,  and  delicatessen  stores  and  any  use 
in  which  manufacturing  is  carried  on ;  that  all  work  shall 
be  completed  within  one  year  from  the  date  of  this  action. 


309-35-BZ. 

APPLICANT— Hillside  Parking  Corporation,  for  Nathan 
Straus,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  use 
of  a  plot  of  ground  as  a  parking  space  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — Northwest  corner  of  Wilson 
avenue  and  East  214th  street  (Block  No.  4709,  Lot 
No.  1),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  George  M.  Glassgold,  G.  Kaslow, 
Frank  E.  Vitolo  and  Amedo  Giordino. 

For  Opposition :  Ellis  Levy  and  Frederick  W. 
Horner. 

ACTION  OF  BOARD — Application  granted  on  condition. 
Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(309-35-BZ) 

Whereas,  Hillside  Parking  Corporation,  for  Nathan 
Straus,  owner,  filed  November  2,  1935,  an  application  under 
the  building  zone  resolution  to  permit  in  a  residence  dis¬ 
trict  the  use  of  a  plot  of  ground  as  a  parking  space  for  the 
storage  of  more  than  (5)  motor  vehicles;  premises:  north¬ 
west  corner  of  Wilson  avenue  and  East  214th  street  (Block 
No.  4709,  Lot  No.  1),  Borough  of  the  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  215th  street  is  in  a  resi¬ 
dence  and  business  district ;  Wilson  avenue  is  in  a  residence 
and  business  district ;  East  214th  street  is  in  a  residence 
and  business  district;  Laconia  avenue  is  in  a  business  dis¬ 
trict  and  Boston  road  is  in  a  business  district;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  October  18,  1935,  reads : 

“Your  request  of  October  9,  1935,  for  a  certificate  of 
occupancy  as  an  open  air  parking  station  for  300  motor 
vehicles  on  plot  at  northwest  corner  of  Wilson  avenue 
and  East  214th  street,  in  the  Borough  of  The  Bronx, 
313  feet  front  by  206  feet  deep  (irregular),  Block 
4709,  Lot  1  by  the  Hillside  Parking  Corporation  is 
hereby  denied  as  the  premises  are  located  in  a  resi¬ 
dence  district  as  established  by  the  building  zone  reso- 
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lution  in  which  proposed  occupancy  of  plot  as  parking 
station  for  motor  vehicles  is  prohibited.” 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  206  feet  on  East  215th 
street,  313  feet  on  Wilson  avenue  and  approximately  274 
feet  on  East  214th  street — proposed  to  be  used  as  an  open 
air  parking  station  for  more  than  five  motor  vehicles ;  and 

Whereas,  in  the  absence  of  suitable  garage  space  within 
a  reasonable  distance  of  this  large  residential  development 
and  the  absence  also  of  unrestricted  territory  within  which 
such  garages  could  be  erected  the  board  deems  that  public 
welfare  requires  that  temporary  parking  facilities  should  be 
provided  to  keep  automobiles  off  the  street;  and 

Whereas,  the  plot  proposed  while  in  a  residential  area 
is  part  of  a  large  area  adjacent  to  the  residential  buildings 
but  sparsely  developed  so  that  the  temporary  parking  will 
not  constitute  a  nuisance  to  other  property  owners,  while 
at  the  same  time  an  essential  convenience  to  the  tenants  of 
the  residential  buildings;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  bases  of  appeal  in  so  far  as  a  temporary 
hardship  under  section  21  of  the  building  zone  resolution 
exists. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
21  thereof  for  a  period  of  two  years  from  the  date  of  this 
action,  permitting  the  premises  under  appeal  to  be  used  for 
outdoor  parking  and  overnight  storage,  for  more  than  five 
motor  vehicles,  on  condition  that  the  entire  plot  shall  be 
levelled  and  covered  with  steam  cinders ;  that  there  shall 
be  constructed  on  the  interior  lot  line  to  the  west  between 
East  215th  and  East  214th  streets,  a  tight  board  fence  not 
less  than  six  feet  in  height;  that  elsewhere  on  the  street 
lines  of  East  215th  street,  Wilson  avenue  and  East  214th 
street  there  shall  be  erected  substantial  picket  fences  not 
less  than  3  feet  in  height,  except  for  the  necessary  open¬ 
ings  to  this  plot,  which  openings  shall  be  restricted  to 
Wilson  avenue  only,  and  not  exceeding  ten  feet  in  width 
each;  that  these  fences  shall  be  kept  in  good  repair  and 
painted  at  all  times;  that  no  advertising  signs  of  any  na¬ 
ture  shall  be  displayed  on  the  premises;  that  there  may  be 
erected  a  small  building  for  the  attendant  and  that  there 
shall  be  at  all  times,  both  night  and  day,  an  attendant  main¬ 
tained  on  the  property ;  that  illumination  shall  be  by  means 
of  pipe  standards  with  electric  lighting  with  metallic  re¬ 
flectors  arranged  to  reflect  downwardly  so  as  to  provide 
the  necessary  illumination  without  being  objectionable  at 
night ;  that  this  parking  lot  shall  be  for  the  exclusive  park¬ 
ing  of  private,  non-commercial  vehicles,  excluding  busses 
and  trucks ;  that  there  shall  be  no  motor  vehicle  repairing 
nor  sales  of  supplies  of  any  character  on  the  premises  or 
adjacent  thereto  within  the  residential  area;  that  there 
shall  be  no  storage  of  gasoline  other  than  that  in  the  tanks 
of  the  cars;  that  such  portable  fire  extinguishing  appara¬ 
tus  shall  be  installed  and  maintained  on  the  premises  as 
may  be  required  by  the  administrative  official ;  that  ade¬ 
quate  driveways  between  lines  of  cars  shall  be  maintained 
at  all  times. 


1016-27-BZ. 

APPLICANT— Arthur  B.  Daub,  for  Carber  Holding  Co., 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 


resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station 
(reopened  June  11,  1935). 

PREMISES  AFFECTED— Southeast  corner  of  Walker 
boulevard  and  Outerbridge  avenue  (Block  No.  5, 
Lot  N),  Tottenville,  Borough  of  Richmond. 
APPEARANCES— 

For  Applicant:  Arthur  B.  Daub. 

For  Opposition:  H.  E.  Gibbs,  representing  Bor¬ 
ough  President  of  Richmond. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ; .  ^ 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  jj 

Absent  .  ® 

THE  RESOLUTION— 

(1016-27-BZ) 

Whereas,  this  application  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station  affecting  premises  southeast  corner  of  Walker 
boulevard  and  Outerbridge  avenue  (Block  No.  .5,  Lot  N), 
Tottenville,  Borough  of  Richmond,  was  denied  by  the 
board  April  17,  1928,  reopened  March  11,  1930,  withdrawn 
October  14,  1930,  and  reopened  by  vote  of  the  board  June 

11,  1935 ;  and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing  January  7,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Walker  boulevard,  Outer- 
bridge  avenue  and  Pleasant  avenue  are  in  a  business  use 

district;  and  , 

Whereas,  the  decision  of  the  Commissioner  of  Buildings 
dated  August  30,  1935,  reads:  ...  ,  . 

“Your  application  N.  B.  Plan  No.  345/1935  filed  Au¬ 
gust  28,  1935  for  a  gasoline  station  on  the  southeast 
corner  of  Walker  boulevard  and  Outerbridge  avenue, 
Borough  of  Richmond,  is  hereby  disapproved  for  the 
reason  that  it  is  contrary  to  the  zoning  resolution  to 
erect  a  gasoline  station  in  a  business  use  district.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
in g  a  frontage  of  80  feet  on  Bridge  plaza,  46  feet  on  Walk- 
er  boulevard  and  115  feet  on  Outerbridge  avenue,  upon 
which  it  is  proposed  to  erect  a  one-story  office,  22  ft.  by 
22  ft.  in  area  and  also  the  necessary  tanks  and  pumps  for 
a  gasoline  service  station;  and 

Whereas,  it  appeared  that  condemnation  proceedings  are 
now  pending  for  the  taking  of  land  for  the  widening  o 
Walker  boulevard  to  be  known  as  West  Shore  parkway 
and  in  such  widening  it  is  proposed  to  acquire  the  major 
portion  of  this  plot;  and 

Whereas,  the  board  deemed  that  the  applicant  has  not 
substantiated  his  basis  of  appeal,  section  21  of  the  build¬ 
ing  zone  resolution. 

Resolved,  that  the  decision  of  the  Commissioner  of  Build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


Adjourned,  12:30  p.m. 


Edward  V.  Barton,  Chief  Clerk. 


SPECIAL  NOTICE 


There  is  now  on  display  in  one  of  the  rooms  in  this  the  Mayor’s  Committee  on  City  Planning.  If  interested^ 
Bolrd  a  set  o”  seven  maps  of  the  City  of  New  York,  these  maps  may  be  seen  any  week  day  and  up  to  12  o  clock 
covering  the  real  property  inventory  report,  prepared  by  on  Saturdays. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JANUARY  7,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 


BUILDING  ZONE  CASES 

26-32-BZ. 

APPLICANT — Louis  Schlefer,  for  Minnie  Streit,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  reopened  September  10,  1935,  for  re¬ 
hearing  by  Order  of  the  Court,  to  permit  in  a 
business  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED— 1551-1555  Coney  Island  ave¬ 
nue,  east  side,  100  ft.  south  of  Avenue  L  (Block 
No.  6731,  Lot  No.  90),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Louis  Schlefer. 

For  Opposition:  Henry  Scheibel  and  Fred  Me- 

ACTION  OF  BOARD — Laid  over  to  January  21,  1936,  at 
2  p.m.,  for  further  consideration  by  board. 


240-35-BZ. 

APPLICANT — Samuel  Rosenblum  for  Bawnfawn  Hold¬ 
ing  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 
PREMISES  AFFECTED — 88-15  Queens  boulevard  and 
89-05  56th  avenue,  northwest  corner  (Block  No. 
1844,  Lot  No.  3),  Woodside,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Samuel  Rosenblum  and  Miss 
Casey. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  January  21,  1936,  at 
2  p.m.,  for  further  consideration  by  board. 


282-35-BZ. 

APPLICANT — William  B.  Linder,  for  Violet  Kramer, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 1159-1167  Utica  avenue  and 
5002-5010  Clarendon  road,  southeast  corner  (Block 
No.  4771,  Lot  Nos.  1  and  78),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Maxwell  A.  Cantor. 

For  Opposition :  R.  S.  Hardy. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  . 0 

Absent  .  0 


185-33-BZ. 

APPLICANT — William  Richter  for  Sadie  Teitelbaum, 
owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (re  decision  of  the  superin¬ 


tendent  of  buildings)  under  section  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  resi¬ 
dence  district  the  maintenance  of  an  automobile 
wrecking  and  junk  storage  yard. 

PREMISES  AFFECTED— 2284-2296  West  8th  street  and 
129-143  Avenue  W,  northwest  corner  (Block  No. 
7142,  Lot  Nos.  48  and  53),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  Richter. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing,  February  4,  1936, 
at  2  p.m.  Applicant  to  notify  property  owners  in 
the  affected  area  by  regular  mail  not  later  than 
January  14,  1936. 

THE  VOTE  Tp  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


127-35-BZ. 

APPLICANTS — Casper  P.  Colla  and  Philip  P.  Jacobs, 
for  Joseph  Angelone,  owner. 

SUBJECT — Application  for  reopening  under  new  facts — 
re  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  district  the 
use  of  a  plot  of  ground  as  a  junk  shop. 

PREMISES  AFFECTED— 115-117  Truxton  street,  north 
side,  220  ft.  east  of  Sackman  street  (Block  No. 
1544,  Lot  No.  45),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Casper  P.  Colla. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


390-19-BZ. 

APPLICANT — Frank  Zyderveld,  for  Madeline  T.  Flan¬ 
nery,  owner. 

SUBJECT — Application  reopened  December  3,  1935,  for 
consideration  of  an  amendment  to  the  resolution 
of  October  30,  1934,  as  to  the  conditions  imposed 
therein — re  Application  (decision  of  the  commis¬ 
sioner  of  buildings)  granted  on  certain  conditions, 
permitting  the  extension  of  the  store  use  now  in 
existence  in  a  garage  building  previously  granted 
by  the  board. 

PREMISES  AFFECTED— 6902-6912  Fourth  avenue, 
southwest  corner  of  Bay  Ridge  avenue  (Block  No. 
5872,  Lot  No.  42),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Frank  Zyderveld. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(390-19-BZ) 

Whereas,  this  application  affecting  premises  6902-6912 
4th  avenue,  south  west  corner  of  Bay  Ridge  avenue  (Block 
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No.  5872,  Lot  No.  42),  Borough  of  Brooklyn,  was  granted 
by  the  board  June  26,  1919,  on  certain  conditions,  and 
Dominick  Salvati,  architect  for  present  owner,  requested 
an  amendment  of  the  resolution ;  and  this  amendment  was 
granted  and  the  owner  through  her  representative  re¬ 
quested  a  further  amendment  to  permit  a  portion  of  the 
premises  to  be  used  as  a  cigar  store ;  and 

Whereas,  the  amendment  to  the  resolution  adopted  Oc¬ 
tober  30,  1934,  reads : 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  June 
26,  1919,  by  adding  thereto  the  following : 

“That  there  may  be  constructed  at  the  north  east 
corner  of  the  building,  at  the  south  west  corner  of 
4th  and  Bay  Ridge  avenues,  an  enclosure  separated 
with  fireproof  partitions  of  not  less  than  6-in.  terra 
cotta  blocks  from  the  balance  of  the  garage,  and  with 
no  openings  therein  to  the  garage  space,  this  enclosure 
to  be  used  for  store  purposes  for  a  conforming  use, 
approximately  17  ft.  in  width  along  4th  avenue  and 
36  ft.  along  Bay  Ridge  avenue;  that  if  show  windows 
are  constructed  on  the  Bay  Ridge  avenue  side,  such 
show  windows  shall  be  within  a  distance  of  25  ft.  from 
the  corner  formed  by  the  intersection  of  4th  avenue 
and  Bay  Ridge  avenue,  and  that  all  other  openings  to 
Bay  Ridge  avenue  shall  conform  to  the  resolution 
adopted  June  26,  1919 ;  and  that  other  than  as  amended 
herein  the  resolution  adopted  by  the  board  on  June 
26,  1919,  shall  be  complied  with  in  all  respects.” 

and 

Whereas,  the  board  deemed  that  an  additional  store 
should  be  permitted. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
October  30,  1934  be  and  it  hereby  is  amended,  by  adding 
thereto  the  following : 

“that  there  may  be  constructed  near  the  front  of  the 
building  opening  upon  4th  avenue,  an  enclosure  of 
terra  cotta  blocks,  6  inches  in  thickness,  completely 
separated  from  the  garage  space  and  permitting  this 
enclosure  to  be  used  for  store  purposes  for  a  conform¬ 
ing  use,  all  as  indicated  on  plans  filed  with  this  request 
for  amendment;  that  other  than  as  amended  herein, 
the  resolution  adopted  by  the  board  on  June  26,  1919, 
as  amended  by  the  resolution  adopted  on  October  30, 
1934,  shall  be  complied  with  in  all  other  respects  and 
on  the  further  condition  that  this  enclosure  may  be 
used  for  the  sale  or  manufacture  of  tobacco  products, 
but  shall  not  be  used  for  the  sale  of  storage  of  mer¬ 
chandise  deemed  by  the  Fire  Commissioner  as  hazard¬ 
ous  in  a  garage  building.” 


853-25-BZ. 

APPLICANT — Boochever,  McManus  &  Ostrow,  for  Es- 
brook  Realty  Co.,  Inc.,  owner. 

SUBJECT — Application  reopened  December  3,  1935,  for 
consideration  of  an  amendment  to  the  resolution 
of  December  1,  1925,  as  to  the  conditions  imposed 
therein — re  Application  (decision  of  the  superin¬ 
tendent  of  buildings)  granted  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  resi¬ 
dence  district  the  erection  and  maintenance  of  a 
building  to  be  used  as  stores  on  the  first  story  of 
the  Fourth  avenue  front  and  as  dwellings  above. 

PREMISES  AFFECTED— 8501-8511  Fourth  avenue, 
southeast  corner  of  85th  street  (Block  No.  6035, 
Lot  No.  6),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  George  Boochever. 

For  Opposition :  A.  J.  Appell  and  Frank  Boresch. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Kidney  .  4 


Negative  .  ^ 

Absent  .  ® 

THE  RESOLUTION— 

(853-25-BZ) 

Whereas,  this  application  affecting  premises  8501-8511 
Fourth  avenue,  southwest  corner  of  85th  street  (Block  No. 
6035,  Lot  No.  6),  Borough  of  Brooklyn,  was  granted  by  the 
board  December  1,  1925,  on  certain  conditions  and  the 
owner,  Esbrook  Realty  Co.,  Inc.,  through  their  attorneys, 
Boochever,  McManus  &  Ostrow,  requested  a  reopening  of 
the  case  and  an  amendment  of  the  resolution  to  permit  ad¬ 
vertising  signs ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
Board  December  3,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing  January  7,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Buildings 
dated  November  15,  1935,  reads: 

“In  reply  to  your  request  on  the  above  premises, 
would  say  that  this  request  must  be  denied,  as  the 
same  is  contrary  to  the  modifications  granted  by  the 
Board  of  Standards  and  Appeals  under  Calender  No. 
853-25-BZ.” 

and 

Wheras.  the  board  deemed  that  an  amendment  to  the 
resolution  as  to  advertising  signs  could  be  permitted  but 
that  no  change  should  be  made  as  to  display  of  merchan¬ 
dise  outside  the  building. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
December  1,  1925  be  and  it  hereby  is  amended  only  so  far 
as  it  has  reference  to  advertising  signs,  so  that  in  place  of 
the  requirements  therein,  the  following  requirements  shall 
be  substituted : 

“that  advertising  signs  shall  be  restricted  to  non-illum- 
inated  exterior  signs  painted  upon  the  show  windows, 
store  doors  or  transoms  and  non-illuminated  flat  signs 
not  exceeding  18  inches  in  height  and  attached  to  the 
building  below  the  top  of  the  stone  belt  course  next 
above  the  store  transoms ;  that  no  signs  shall  be  erected 
at  right  angles  to  the  building  nor  extend  more  than 
4  inches  beyond  the  face  of  the  building;  that  no  signs 
shall  face  upon  85th  street ;  that  any  illuminated  signs 
placed  behind  the  show  windows  shall  not  exceed  18 
inches  in  height;  that  the  signs  shall  advertise  only 
the  name  of  the  operator  of  the  store  or  merchandise 
sold  or  services  offered  therein;  that  other  than  as 
amended  herein,  the  resolution  adopted  by  the  board 
on  December  21,  1925  shall  be  complied  with  in  all 
respects.” 


272-30-BZ. 

APPLICANT — Jacob  A.  Freedman  for  Rubel  Corpora¬ 
tion,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings),  Reopened  October  1,  1935,  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station,  in  accordance 
with  Order  of  the  Court  reading  as  follows: 
“ORDERED  that  the  order  so  appealed  from  be 
and  the  same  hereby  is  unanimously  reversed  on 
the  law,  with  costs,  and  the  matter  remitted  to  the 
Board  of  Standards  and  Appeals  for  a  hearing 
and  determination  of  the  matter  as  a  new  and 
original  application.” 

PREMISES  AFFECTED — 440-446  Utica  avenue  and  923- 
943  East  New  York  avenue,  northwest  corner  and 
872-884  Lefferts  avenue  (Block  No.  1430,  Lot  No. 
34),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Jacob  A.  Freedman. 

For  Opposition:  Andrew  S.  Derby  and  Harry  K. 

Nadell. 
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ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . . . .  • ; .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  . . .  4 

Absent  .  0 

THE  RESOLUTION— 

(272-30-BZ) 

Whereas,  the  Board  of  Standards  and  Appeals  recon¬ 
sidered  for  hearing  by  order  of  the  Court,  October  1, 
1935,  for  Jacob  A.  Freedman,  on  behalf  of  Rubel  Corpora¬ 
tion,  owner,  an  application  under  the  building  zone  reso¬ 
lution  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station;  premises:  440- 
446  Utica  avenue,  923-943  East  New  York  avenue,  north¬ 
west  corner,  and  872-884  Empire  boulevard,  (Block  No. 
1430,  Lot  No.  34)  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  January  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Empire  boulevard  is  in  a 
business  district;  East  New  York  avenue  is  in  a  business 
district ;  Utica  avenue  is  in  a  business  district  and  Remsen 
avenue  and  Lefferts  avenues  are  in  business  districts ;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  November  27,  1933,  re  Application  No. 
14291,  1933,  reads: 

“Proposed  gasoline  service  station  to  be  located  in 
a  business  district  is  contrary  to  Art.  II,  section  4  (a) 
of  the  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  corner  plot  having 
150  feet  10  inches  frontage  on  Lefferts  avenue,  47  ft.  6  in. 
on  Utica  avenue  and  158  ft.  8  in.  on  East  New  York 
avenue ;  it  is  proposed  to  erect  an  office  76  ft.  by  23  ft.  in 
area  and  to  install  the  necessary  tanks  and  pumps  for  a 
gasoline  service  station ;  and 

Whereas,  the  premises  under  appeal  was  the  subject  of 
an  inspection  by  a  committee  of  the  board,  report  on  which 
inspection  was  read  at  this  hearing  and  which  report  fol¬ 
lows:  _ 

REPORT  OF  COMMITTEE 

Cal.  No.  272-30-BZ. 

Premises :  440-446  Utica  avenue,  868-884  Empire  boule¬ 
vard,  S.W.  Cor.,  and  923-943  East  New  York  avenue 
(Block  No.  1430,  Lot  No.  34),  Borough  of  Brooklyn. 

January  2,  1936. 

In  accordance  with  the  order  of  the  court,  this  ap¬ 
plication  for  a  zoning  variance  has  been  considered 
as  a  new  application  without  reference  to  previous 
hearings  and  determinations  of  this  board  or  the  court. 

The  premises  are  vacant  and  consist  of  a  parcel 
more  or  less  triangular,  with  frontages  on  Lefferts, 
Utica  and  East  New  York  avenues,  having  an  area  of 
around  12,000  square  feet.  The  proposal  is  to  use  the 
entire  plot  as  a  gasoline  service  station  with  an  acces¬ 
sory  building  for  office  accessory  sales,  greasing  pits, 
auto  laundry  and  sign  spaces  erected  along  the  rear 
or  westerly  side,  occuping  an  area  of  approximately 
2,000  square  feet.  The  balance  of  the  area  of  approxi¬ 
mately  10,000  square  feet  would  be  the  usual  open 
concreted  area  having  groups  of  gasoline  pumps 
spaced  so  as  to  be  accessible  from  all  three  avenues 
through  curb  cut  entrances.  The  accessory  building 
is  of  the  usual  construction  with  a  central  glass  and 
metal  tower  for  signs  and  illumination.  This  plot  is 
part  of  a  large  holding  of  the  Rubel  Ice  Company, 
the  balance  of  their  holding  being  used  as  a  plant  for 
the  manufacture,  storage  and  shipping  of  ice.  The 
shipping  end  of  this  plant  is  toward  the  proposed  gas 
station  plot  and  is  a  one-story  structure,  whereas,  the 
main  structure  further  to  the  west  is  higher. 


The  surrounding  conditions  noted  by  the  committee 
of  inspection  are  as  follows :  The  entire  block  front, 
No.  1424,  opposite  on  Lefferts  avenue  with  which 
Empire  boulevard  merges  is  developed  with  six-story 
apartment  houses,  two  recently  constructed  (including 
one  on  lot  59,  marked  “V”  on  the  plan),  with  the 
exception  of  one  small  plot  and  the  corner  of  Utica 
avenue.  The  photographs  filed  do  not  adequately  in¬ 
dicate  this  development,  although  partly  visible  on 
Exhibit  “C”.  The  corner  lot  is  undeveloped  and  used 
temporarily  for  storage.  Opposite  to  the  east,  beyond 
Utica  avenue  on  block  1425,  there  is  a  vacant  corner 
lot  used  for  sale  of  used  cars,  beyond  which  are  two 
large  apartment  houses,  one  recently  constructed  and 
not  indicated  on  the  photographs  or  plans.  Opposite 
to  the  east,  on  the  southerly  side  of  East  New  York 
avenue,  is  the  large  vacant  area  of  the  Brooklyn  Ash 
Removal  Co.  no  longer  used  for  ash  removal  purposes 
and  now  partly  occupied  as  a  play  field  under  the 
control  of  the  Commissioner  of  Parks.  To  the  south 
there  is  a  triangular  vacant  area  between  East  New 
York  avenue,  Earl  street  and  Utica  avenue,  the  owner¬ 
ship  of  which,  according  to  the  Brooklyn  Topo¬ 
graphical  Bureau,  belongs  to  the  City.  Beyond  and 
across  Earl  street  and  East  New  York  avenue  is  an 
area  along  Utica  and  Remsen  avenues  still  practically 
undeveloped  up  to  the  hospital  buildings  which  are  a 
half  mile  or  more  to  the  south  on  Utica  avenue. 
There  is  a  gasoline  station  at  the  intersection  of 
Remsen  and  Utica  avenues,  there  by  virtue  of  a  deci¬ 
sion  by  the  court  overruling  this  board  in  1928,  under 
Cal.  No.  797-28-BZ.  To  the  rear  to  the  west,  the 
refrigerating  plant  occupies  a  distance  of  222  feet; 
to  the  rear  of  that  the  balance  of  this  block  No.  1430 
is  practically  vacant  although  there  are  small  tem¬ 
porary  uses.  All  of  the  frontages  along  these  main 
avenues  are  zoned  for  business  uses,  including  the 
entire  block  No.  1430  in  which  this  plot  under  appeal 
is  located. 

Particular  note  was  made  by  the  committee  of  inspec¬ 
tion  of  the  traffic  conditions  at  the  intersecting  point 
where  these  several  avenues  meet  and  cross  and  it  was 
observed  that  there  are  traffic  lights  and  the  traffic 
was  not  unduly  heavy.  Because  of  the  number  of  im¬ 
portant  thoroughfares  meeting,  traffic  is  to  be  ex¬ 
pected,  but  there  appeared  to  be  no  heavy  trucking, 
most  of  the  vehicles  being  of  light  type,  as  indicated 
on  the  photographs. 

This  area  has  been  filled  on  top  of  the  natural  grade, 
but  the  natural  foundation  is  apparently  hard  gravel 
or  equivalent  and  there  is  no  evidence  of  settlement 
on  buildings.  The  committee  visited  the  ice  plant  and 
found  no  perceptible  vibration  or  undue  noise  from 
the  ice  plant  machinery  which  is  located  along  the 
East  New  York  avenue  side  of  the  plant  in  the  west¬ 
erly  portion  of  the  building. 

The  committee  finds  that  there  is  nothing  of  a  phy¬ 
sical  nature  such  as  the  noise  or  vibration  from  the 
adjoining  ice  plant,  subsurface  conditions  or  traffic 
to  establish  a  condition  of  practical  difficulties  on  this 
plot.  There  remains  the  question  whether  the  isolation 
of  the  plot  mitigates  against  the  construction  of  a 
conforming  use  and  tends  to  establish  unnecessary 
hardship.  Considering  this  form  the  conditions  south¬ 
erly,  the  surroundings  are  not  at  present  helpful,  but, 
in  the  opinion  of  the  committee,  this  plot  should  be 
considered  in  connection  with  the  northerly  develop¬ 
ment.  Here  across  Lefferts  avenue  are  several  apart¬ 
ment  houses,  two  of  them  recently  constructed  and 
there  is  also  the  new  apartment  at  the  intersection  of 
East  New  York  avenue  and  Montgomery,  street,  also 
on  a  triangular  plot.  From  the  standpoint  of  light 
and  air,  this  plot  under  appeal  is  exceptional  for  a 
multiple  dwelling  with  streets  on  three  sides  and  a 
low  building  serving  as  an  effective  light-saver  on 
the  west,  under  the  control  of  this  same  owner.  A 


32 


MINUTES 


builder  states  that  he  is  ready  to  buy  the  property 
for  $20,000  in  cash  to  erect  an  apartment  house  and 
stores  and  states  that  it  would  be  successful,  "fhe 
committee  believes  it  would  be  in  such  an  outstanding 
location.  The  owner,  of  course,  prefers  a  gasoline 
station  as  it  might  be  more  profitable  and  for  this 
reason  the  owner  may  be  holding  this  plot  at  too  high 
a  figure.  The  assessed  valuation  is  $15,000.  In  the 
committee’s  opinion  a  gasoline  station  here  would 
check  further  conforming  development  on  nearby 
corners,  all  of  which  are  available  for  development. 
The  committee  recommends  that  this  application  be 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee  of  Inspection. 

Whereas,  this  report  recommended  the  denial  of  the 
application ;  and 

Whereas,  the  board  deems  that  the  applicant  has  not 
substantiated  hardship  as  defined  under  section  21  of  the 
building  zone  resolution,  the  basis  of  this  application 

Resolved,  that  the  decision  of  the  superintendent  of 
buildings  be  and  it  hereby  is  aff  irmed  and  that  the  applica¬ 
tion  be  and  it  hereby  is  denied. 


130-35-BZ. 

APPLICANT— Edwin  H.  Snackenberg  for  New  York 
Rapid  Transit  Corporation,  owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  ot  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  extension  of  an  existing  gasoline  ser¬ 
vice  station  and  also  the  erection  and  maintenance 
of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 402-10  64th  street  and  64-01  to 
64-19  Fourth  avenue,  southeast  corner  (Block  JNo. 
5818,  part  of  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES—  .  .  TT  _  ,  , 

For  Applicant :  Edwin  H.  Snackenberg. 

For  Opposition:  Charles  R.  Barrett. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . . .  q 

Negative  .  q 

Absent  . 

THE  RESOLUTION— 

(130-35-BZ) 

Whereas,  Edwin  H.  Snackenberg,  for  N.  Y.  Rapid  Tran¬ 
sit  Corporation,  owner,  filed  May  23,  1935,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
district  the  extension  of  an  existing  gasoline  service  sta 
Son  and  also  the  erection  and  maintenance  of  a  motor 
vehicle  repair  shop;  premises:  402-10  64th  street  and  64-0 
to  64-19  Fourth  avenue,  southeast  corner  (Block  No.  5818, 
part  of  Lot  No.  1),  Borough  of  Brooklyn;  and  # 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1935,  after  due  n°bce  bY  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals, 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  64th  street,  is  in  a  business 
district;  65th  street  is  in  business  and  unrestricted  districts 
and  4th  avenue  is  in  business  and  unrestricted  districts, 

Whereas,  the  decision  of  the  Commissioner  of  Budd¬ 
ings,  rendered  June  13,  1935,  (re  N.  B.  App.  No.  3167- 
1935),  reads: 


6.  The  extension  of  an  existing  “gasoline  service 
station”  and  the  erection  of  a  “motor  vehicle  repair 
shop”  in  a  business  district  is  contrary  to  Art.  II,  sec¬ 
tion  4a,  subdivisions  29  and  46  of  zone  resolution.  Pro¬ 
position  is  therefore  re-denied. 

NOTE :  Fire  Department  letter  of  April  9,  1935,  in¬ 
dicates  the  installation  of  gasoline  tanks  and  pumps 
under  permit  No.  64062  issued  on  December  27,  1921, 
and  the  subsequent  use  as  a  gasoline  service  station 
under  permit  No.  99283  issued  September  6,  1923  all 
on  a  lot  on  the  southeast  corner  of  Fourth  avenue  and 
64th  street,  fronting  50  feet  on  Fourth  avenue  and  80 
feet  on  64th  street. 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  161  feet  on  Fourth 
avenue  and  87.5  feet  on  64th  street— upon  which  is  located 
a  gas  station ;  this  existing  gas  station  is  described  in  Fire 
Department  records  as  having  a  frontage  of  50  feet  on 
Fourth  avenue  and  80  feet  on  64th  street.  There  are  three 
buildings  now  on  the  plot  which  are  to  be  removed — a  one- 
story  brick  office  18  ft.  by  25  ft.  in  area  and  two  one-story 
metal  garages  for  the  storage  of  a  total  of  3  cars.  It  is 
proposed  to  relocate  the  existing  pumps  (3  of  which  are 
shown  to  be  outside  the  legal  limits  of  the  gas  station), 
erect  additional  pumps  and  also  a  one-story  structure  121 
ft.  by  25  ft.,  irregular  in  area,  to  be  used  as  auto  show 
room,  motor  vehicle  repair  shop,  office,  greasing  room  and 
auto  laundry,  to  be  occupied  as  a  gasoline  service  station; 
and 

Whereas,  "the  premises  under  appeal  was  the  subject  of 
an  inspection  by  a  committee  of  the  board,  report  of  which, 
read  at  this  hearing,  recommended  the  granting  of  the  ap¬ 
plication  as  to  gasoline  station  under  certain  conditions 
but  recommended  denial  of  motor  vehicle  repair  shop ;  and 

Whereas,  the  board  deems  that  the  applicant  is  entitled 
to  relief  under  section  21  of  the  building  zone  resolution 
as  to  gasoline  station. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21,  permitting  the  existing  gasoline  station  to  be  extended 
southerly  substantially  as  indicated  on  plans  filed  with  this 
appeal  and  new  buildings  to  be  constructed  subject  to  such 
conditions  as  the  board  may  deem  desirable  to  impose 
after  complete  working  drawings  have  been  submitted  for 
approval,  carrying  out  the  recommendations  in  the  report 
of  the  Committee  of  Inspection,  dated  January  6,  1936  and 
that  such  plans  shall  be  submitted  within  one  month  from 
the  date  of  this  action. 


287-35-BZ. 

APPLICANT— William  E.  Kennedy,  for  Abraham  A. 
Goldstein,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 
PREMISES  AFFECTED— Southeast  corner  of  Parsons 
boulevard  and  84th  road  (Block  No.  864,  Lot  No. 
261),  Jamaica,  Borough  of  Queens. 

APPEARANCES—  tt  . 

For  Applicant:  G.  H.  Murphy. 

For  Opposition:  Mannie  De  Young. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ••••••• . : .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  w 


33 


MINUTES 


THE  RESOLUTION— 

(287-35-BZ) 

Whereas,  William  E.  Kennedy,  for  Abraham  A.  Gold¬ 
stein,  owner,  filed  October  18,  1935,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service  station; 
premises :  southeast  corner  of  Parsons  boulevard  and  84th 
road,  (Block  No.  864,  Lot  No.  261),  Jamaica,  Borough  of 
Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1935,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the.  build¬ 
ing  zone  resolution  show  that  Parsons  boulevard  is  in  a 
business  district;  84th  road  is  in  residence  and  business 
districts  and  84th  drive  is  in  residence  and  business  dis¬ 
tricts;  and  , 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  October  15,  1935,  re  App.  No.  2471-1935, 
reads: 

“It  is  contrary  to  the  Zone  Law  to  erect  a  gasoline 
station  in  a  business  district.  (Art.  2,  section  4a,  sub¬ 
division  46  building  zone  resolution.” 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  101.5  feet  on  Parsons  boulevard  and  97.4 
feet  on  84th  road — upon  which  it  is  proposed  to  erect  a 
one-story  office  and  auto  laundry  structure  28  ft.  by  20  ft. 
in  area,  grease  pits  and  the  necessary  tanks  and  pumps  for 
a  gasoline  service  station;  and 

Whereas,  the  premises  under  appeal  was  the  subject  of 
an  inspection  by  a  committee  of  the  Board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE. 

Cal.  No.  287-35-BZ. 

Premises :  Parsons  boulevard,  S.E.  corner  84th  road 
(Block  No.  864,  Lot  No.  26),  Jamaica,  Borough  of 
Queens. 

January  2,  1936. 

The  premises  occupy  a  corner  approximately  101  ft. 
x  97  ft.  on  Parsons  boulevard  at  the  southeast  corner 
of  84th  road,  between  Grand  Central  parkway  and  Hill¬ 
side  avenue.  The  entire  section  is  residential  except 
for  five  blocks  zoned  for  business  use  along  Parsons 
boulevard.  This  area  was  formerly  smaller  but  was 
enlarged  in  1929  by  amendment  to  the  Zoning  Maps. 
There  is  practically  no  land  vacant  other  than  this  plot 
under  appeal  and  the  opposite  corner  on  which  a  zon¬ 
ing  appeal  was  filed  in  1932  to  permit  a  gasoline  sta¬ 
tion  but  withdrawn  at  the  public  hearing.  The  plot 
under  appeal  is  vacant  and  the  grading  of  the  plot  is  a 
few  feet  above  curb  level.  There  is  one  gasoline  sta¬ 
tion  within  the  business  area  which  has  been  there  for 
some  years  but  there  are  no  other  non-conforming 
uses  in  this  business  area. 

This  owner  purchased  this  plot  apparently  in  1926 
and  there  have  been  several  transfers  during  the  inter¬ 
vening  time  and  he  now  has  the  property  back.  The 
assessed  valuation  has  been  materially  reduced  but  is 
still  high  for  private  residence  use.  The  committee  of 
the  board  in  inspecting  the  site  are  of  the  opinion  that 
the  relatively  small  area  zoned  for  business  use  should 
not  be  further  encroached  upon  by  another  non-con¬ 
forming  use,  but  that  this  area  should  be  reserved  for 
the  purpose  intended,  namely,  neighborhood  stores  for 
an  extensive  surrounding  residential  area.  It  is  the 
applicant’s  claim  that  the  general  condition  of  the  area 
precludes  the  building  of  an  apartment  house  with 
stores,  or  some  other  conforming  building,  but  the 
committee  believe  that  the  conditions  here  are  quite 
typical  of  conditions  throughout  the  city  due  to  depres¬ 
sion  conditions  and  that  under  improved  conditions  this 

u 


plot  should  be  readily  available  for  conforming  devel¬ 
opment.  The  recently  constructed  King  Cullen  store 
on  the  next  corner,  while  perhaps  not  the  most  desir¬ 
able  improvement,  is  at  least  evidence  that  a  similar 
corner  could  be  improved  in  conformity  with  the  zon¬ 
ing.  Due  to  the  objections  filed  and  particularly  the 
absence  of  hardship  sufficiently  impelling  to  justify 
granting  a  variation,  the  committee  recommends  that 
the  application  be  denied. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee  of  Inspection. 

and 

Whereas,  the  report  recommended  the  denial  of  the 
application ;  and 

Whereas,  the  board  deems  that  the  applicant  has  not 
substantiated  the  basis  of  his  application,  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


1109-27-BZ. 

APPLICANT — Michael  Levine  for  Ft.  Greene  Associates, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station 
(reopened  September  17,  1935). 

PREMISES  AFFECTED — 106-21  Woodhaven  boulevard 
(Cross  Bay),  east  side,  365.61  ft.  north  of  108th. 
avenue  (Block  No.  430,  part  of  Lot  No.  45), 
Woodhaven,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Michael  Levine. 

For  Opposition :  Henry  Scheibel,  M.  L.  Blum, 
Mrs.  J.  Sereno  and  Mrs.  E.  Wilkomin. 


ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  RESOLUTION— 

(1109-27-BZ) 


Whereas,  Lillian  R.  Walker  owner  filed  October  13,  1927 
an  application  under  the  building  zone  resolution  to  permit 
in  a  business  use  district  the  erection  and  maintenance  of 
a  gasoline  service  station  east  side  of  Woodhaven  boule¬ 
vard  100.64  ft.  south  of  Liberty  avenue  (Block  No.  430' 
part  of  lot  No.  45)  Woodhaven,  Borough  of  Queens;  and 

Whereas,  this  application  was  denied  by  the  board 
March  27,  1928;  and 

Whereas,  Michael  Levine  for  the  present  owners,  Ft. 
Greene  Associates,  Inc.,  requested  a  reopening  of  the 
application  for  the  part  of  plot  known  as  106-21  Wood¬ 
haven  boulevard  (Cross  Bay  boulevard)  East  side  365.61 
ft.  north  of  108th  avenue  (Block  No.  430  part  of  Lot  No. 
45)  Woodhaven,  Borough  of  Queens;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board,  September  17,  1935;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Woodhaven  boulevard  is  in 
a  business  district;  95th  street  is  in  a  residence  and  busi- 
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ness  district;  93rd  street  is  in  a  residence  and  business 
district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  August  8,  1935,  re  N.B.  Permit  No.  3004- 

1935,  reads :  .... 

“1. — The  creation  of  a  gasoline  service  station  within 
a  business  district  is  contrary  to  section  4  of  the 
zone  resolution.  Not  further  considered.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  302.4  feet  on  Wood- 
haven  boulevard,  a  distance  of  37.5  feet  along  the  south 
lot  line  and  2  ft.  along  the  north  lot  line;  the  proposed 
gas  station  is  to  be  located  on  the  southerly  portion  of 
the  plot  and  has  a  frontage  of  202.4  feet  on  Woodhaven 
boulevard ;  proposes  to  erect  on  the  plot  a  one-story 
structure  70  ft.  by  22  ft.  in  area  to  be  used  as  office, 
grease  pits  and  auto  laundry  and  also  to  install  the  neces¬ 
sary  tanks  and  pumps  for  a  gasoline  service  station;  and 
Whereas,  the  premises  under  appeal  was  the  subject 
of  an  inspection  by  a  committee  of  the  board,  report  of 
which,  inspection  was  read  at  this  hearing  and  which  re¬ 
port  follows : 

REPORT  OF  COMMITTEE 
Cal.  No.  1109-27-BZ. 

Premises:  106-121  Woodhaven  boulevard,  East  side, 
365.61  ft.  north  of  108th  avenue  (Block  No.  430,  part 
of  Lot  No.  45),  Woodhaven,  Borough  of  Queens. 

January  2,  1936. 

This  application  was  reopened  for  a  new  hearing 
because  of  a  change  in  ownership,  a  reduced  plot  and 
a  new  determination  by  the  Commissioner  of  Build¬ 
ings  carrying  out  the  decision  of  the  court  that  these 
facts  were  sufficient  to  permit  a  rehearing.  The  facts 
presented  are  substantially  the  same  as  previously  and 
the  objections  of  owners  in  the  area  and  the  Civic 
Association  as  great.  In  view  of  these  facts  and  the 
absence  of  new  or  different  facts  other  than  the  re¬ 
duced  rentals  in  the  neighborhood  because  of  the 
depressed  condition  of  real  estate  which  applies 
throughout  the  city,  the  committee,  after  inspecting 
the  premises  and  the  adjoining  area,  recommends  that 
the  previous  denial  of  the  board  be  affirmed  by  deny¬ 
ing  this  application. 

It  appeared  at  the  hearing  that  there  was  some 
prospect  of  the  abutting  owners  in  the  rear  of  this 
triangular  plot  under  appeal  arranging  to  purchase 
this  plot  to  add  to  their  holdings.  This  would  be  a 
proper  solution.  This  triangle  left  over  after  the 
widening  of  Woodhaven-Cross  Bay  boulevard  divided 
in  the  proper  ratio  among  the  ten  or  more  owners 
abutting  in  the  rear  would  be  of  more  value  to  these 
owners  if  they  can  finance  the  purchase  than  to  the 
present  owner. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee  of  Inspection. 

and 

Whereas,  the  report  recommended  the  denial  of  the 
applicant  and  the  board  deems  that  the  applicant  has  not 
substantiated  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed  and  that  the  applica¬ 
tion  be  and  it  hereby  is  denied. 


654-27-BZ. 

APPLICANT— Wagner,  Quillinan  &  Rifkind,  for  Henry 
Pape,  owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7e  and  21  of  the 
building  zone  resolution,  reopened  July  16,  1935, 


to  permit  the  amendment  of  a  resolution  granting 
in  a  business  district  the  change  of  occupancy  of 
an  existing  building  to  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  of  the  pleasure- 
car  type,  so  as  to  include  motor  vehicles  of  the 
commercial-car  type. 

PREMISES  AFFECTED— 622-632  Foster  avenue,  south¬ 
west  corner  of  East  7th  street  (Block  No.  6494, 
Lot  No.  8),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Edwin  A.  Tennant. 

For  Opposition:  John  P.  Sweeny. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . r .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(654-27-BZ) 

Whereas,  this  application  affecting  premises  622-632 
Foster  avenue,  southwest  corner  of  East  7th  street  (Block 
No.  6494,  Lot  No.  8),  Borough  of  Brooklyn,  was  granted 
by  this  board  November  18,  1927,  on  certain  conditions,  and 
resolution  amended,  April  16,  1929 ;  and 
Whereas,  Warner,  Quillinan  and  Rifkind,  attorneys  for 
the  owner,  Henry  Pape,  requested  a  reopening  of  the  case 
and  an  amendment  of  the  resolution ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  July  16,  1935;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing,  January  7,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  premises  under  appeal  was  the  subject  of 
an  inspection  by  a  Committee  of  the  Board,  and  a  verbal 
report  of  the  chairman  on  behalf  of  the  committee  recom¬ 
mended  that  the  resolution  involved  in  this  application  be 
amended  and  that  the  application  be  granted. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  November  18,  1927,  as 
amended,  April  16,  1929,  by  adding  thereto  the  following : 

“That  in  the  event  it  is  desired  to  change  the  occu¬ 
pancy  of  the  easterly  portion  of  the  garage  located  at 
the  corner  of  East  7th  street  and  Foster  avenue,  having 
a  frontage  on  Foster  avenue  of  approximately  50  feet, 
from  a  public  garage  to  a  private  garage  for  not  more 
than  twelve  light  delivery  trucks  and  storage  of  mer¬ 
chandise  of  the  Beechnut  Packing  Company,  such 
change  of  use  may  be  permitted,  on  condition  that  no 
signs  advertising  such  use  shall  be  displayed  on  any  of 
the  exterior  walls  or  roof  of  this  building  and  that  no 
gasoline  shall  be  stored  in  this  building  other  than  in 
the  tanks  of  the  cars  and  in  a  storage  system  for  the 
exclusive  use  of  such  trucks ;  that  during  the  time  that 
this  section  of  the  garage  is  so  used,  it  shall  be  separ¬ 
ated  from  the  balance  of  the  building  by  unpunctured 
fireproof  walls  and  in  no  way  operated  in  connection 
with  same  except  as  to  general  heating;  and  that  any 
existing  fireproof  doors  in  such  walls  shall  be  blocked 
so  as  to  be  unopenable.” 


608-28-BZ. 

APPLICANT— Henry  J.  Herzog,  owner. 

SUBJECT — Request  for  reopening — extension  of  permit — 
re  Application  (decision  of  the  superintendent  of 
buildings)  granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 366  Beryl  avenue  and  193 
Parkwood  avenue,  southeast  corner  (Block  No. 

.  -i 
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6907,  Lot  No.  6),  Princes  Bay,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant :  Irving  H.  Lee.  . 

For  Opposition :  H.  E.  Gibbs,  representing  Bor¬ 
ough  President  of  Richmond. 

ACTION  OF  BOARD— Request  to  reopen,  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  . : .  ^ 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  * 

Absent  .  u 

THE  RESOLUTION— 

(608-28-BZ) 

Whereas,  this  application  affecting  premises  366  Beryl 
avenue  and  193  Parkwood  avenue,  southeast  corner  (Block 
No  6907  Lot  No.  6),  Princes  Bay,  Borough  of  Richmond, 
was  granted  by  the  board  December  18,  1928,  amended 
May  28,  1929,  November  26,  1929,  May  27,  1930,  November 
24,  1931,  and  November  21,  1933,  and  owner  requested  a 
further  amendment;  and 

Whereas,  it  appears  that  condemnation  proceedings  are 
pending  for  the  widening  of  Beryl  avenue  and  a  report 
from  the  representatives  of  the  Borough  President  indi¬ 
cates  that  a  substantial  frontage  of  the  plot  would  be  con¬ 
demned;  and 

Whereas,  a  committee  of  the  board  found  that  no  work 
had  been  done  except  the  placing  of  a  small  pump  not  in 
conformity  with  the  resolution  and  that  the  plot  was  prac¬ 
tically  inaccessible  for  automobiles  at  the  present  time. 

Resolved,  that  the  request  to  reopen  this  application  be 
and  it  hereby  is  denied. 


541-32-BZ. 

APPLICANT— Robert  C.  Weissmantel,  lessee. 

SUBJECT— Application  for  reopening— extension  of  time 
—re  Application  (decision  of  the  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  residence  district 
the  change  of  occupancy  of  an  existing  building 
to  a  salesroom,  motor  vehicle  repair  shop  and  ser¬ 
vice  station. 

PREMISES  AFFECTED— East  side  of  130th  street,  330 
ft.  south  of  Jamaica  avenue  (Block  No.  234,  Lot 
No.  79),  Richmond  Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Robert  C.  Weissmantel. 

ACTION  OF  BOARD— Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . : .  4 

Negative  .  ~ 

Absent  .  u 

THE  VOTE  TO  EXTEND  TIME—  .  . 

Affirmative:  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . .  ” 

Absent  .  u 


THE  RESOLUTION— 

(541-32-BZ) 

Whereas,  this  application  affecting  premises  east  side  of 
130th  street,  330  feet  south  of  Jamaica  avenue  (Block  No. 
234  Lot  No.  79),  Richmond  Hill,  Borough  of  Queens,  was 
granted  by  the  board  March  3,  1933,  under  certain  condi¬ 
tions,  the  resolution  amended  from  time  to  time  and  appli¬ 
cant  requests  a  further  amendment. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  10,  1934,  in  view  of 


statement  by  the  applicant  that  all  permits  have  been  ob¬ 
tained  and  the  work  has  been  partially  completed,  to  ex¬ 
tend  the  period  within  which  to  complete  all  work  to  one 
year  from  the  date  of  this  amended  resolution,  on  con¬ 
dition  that  other  than  as  amended  herein  the  resolution 
adopted  by  the  board  on  March  3,  1933,  as  amended  on 
July  18,  1933,  shall  be  complied  with  in  all  respects. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
348-35-A. 

APPELLANT— Thomas  W.  Hammond,  for  Department 
of  Sanitation,  City  of  New  York,  owner. 

SUB TECT— Appeal  from  a  decision  of  the  fire  commis- 
sioner. 

PREMISES  AFFECTED— 2605-2609  Knapp  street  (Block 
No.  7544,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES—  T 

For  Appellant:  R.  S.  G'ould  and  Nathan  I.  Kass. 
For  Administration:  Inspector  Meyer  of  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum..... .  3 

Negative:  Assistant  Chief  Kidney .  1 

Absent  .  0 

THE  RESOLUTION— 

(348-35-A) 

Whereas,  Thomas  W.  Hammond,  Commissioner,  De¬ 
partment  of  Sanitation,  for  the  City  of  New  York,  owner, 
filed  December  10,  1935,  an  appeal  from  a  decision  of  the 

fire  commissioner  affecting  premises  2605-2609  Knapp 

street  (Block  No.  7544,  Lot  No.  1)  Borough  of  Brooklyn; 
and 

Whereas,  the  decision  of  the  fire  commissioner  dated 
November  2,  1935,  reads: 

“I  have  your  letter  of  October  19th,  requesting  ap¬ 
proval  for  the  use  of  one  ton  cylinder  containers  at 
the  Coney  Island  Sewage  Treatment  plant;  your  letter 
also  cites  various  improvements  which  have  been  made 
for  the  safe  use  of  this  commodity,  all  of  which  I 
appreciate  as  being  a  very  sincere  effort  to  render 
the  use  of  Chlorine  non-hazardous.  There  is  one 
point,  however,  which  has  not  been  taken  care  of  and 
which  has  not  been  mentioned  and  that  is,  the  re¬ 
moval  of  the  one  ton  cylinders  from  the  conveyance 
which  brings  them  to  your  plant  and  the  placing  of 
them  in  position  for  use. 

Inasmuch  as  I  have  consistently  objected  to  the  use 
of  one  ton  cylinder  containers,  I  must  deny  this  ap¬ 
plication,  for  the  reason,  among  others,  that  it  would 
be  inconsistent  to  grant  permission  for  the  Department 
of  Sanitation  to  use  them  and  not  permit  their  use 
by  private  business  organizations. 

I  would  suggest  that  you  obtain  relief  by  application 
to  the  Board  of  Standards  and  Appeals  for  a  varia¬ 
tion  of  the  law  for  this  use.” 

and 

Whereas,  the  premises  consist  of  a  large  plot,  760  feet 
by  200  feet,  bounded  on  the  east  by  Shell  Bank  Creek, 
upon  which  a  building  of  fireproof  construction  is  in  the 
course  of  construction,  one  story  (19  ft.  10  in.)  in  height, 
58  feet  by  58  feet  in  area ;  to  be  occupied  for  the  operation 
and  storage  of  liquefied  chlorine;  located  within  an  un¬ 
restricted  district;  and 

Whereas,  the  applicant  proposes  to  use  the  premises  as 
the  Coney  Island  sewage  treatment  works  of  the  City  of 
New  York;  a  dock  has  recently  been  constructed  on  the 
property  along  the  shore  of  Shell  Bank  Creek  by  the  City 
for  the  exclusive  use  in  connection  with  the  operation  of 
the  plant;  one-ton  chlorine  drums  will  be  brought  to  the 
dock  by  barges  from  a  railroad  siding  on  the  Jersey  shore, 
the  drums  will  then  be  unloaded  by  a  specially  designed 
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trolley-hoist  from  the  barges  to  the  chlorine  storage  build¬ 
ing  located  about  45  feet  from  the  dock;  the  storage 
building  will  be  equipped  to  house  six  (6)  one-ton  operat¬ 
ing  chlorine  drums  located  in  one  concrete  pit  and  con¬ 
nected  by  piping  to  the  chlorinating  machines  in  the 
chemical  building  more  than  150  feet  distant,  the  connect¬ 
ing  chlorine  pipes  will  be  extended  through  a  concrete 
tunnel,  forty-one  (41)  one-ton  chlorine  drums  will  be  kept 
in  storage  in  another  concrete  pit ;  both  of  these  pits  will  be 
provided  with  8-inch  overflows  and  8-inch  drains  discharg¬ 
ing  into  Shell  Bank  Creek  below  mean  high  water,  and 
arranged  to  be  flooded  with  caustic  soda  in  case  of  emer¬ 
gency  from  three  (3)  caustic  soda  tanks,  each  9  feet  in 
diameter  by  12  feet  6  inches  in  height,  the  control  valves  for 
flooding  the  pits  with  both  caustic  soda  and  water  will  be 
located  outside  of  the  building;  hose  outlets  will  be  pro¬ 
vided  at  three  points  within  the  chlorine  storage  building 
fed  from  the  City  water  main,  the  pressure  at  the  nozzles 
will  be  in  excess  of  25  pounds;  furthermore,  a  ventilating 
system  is  being  provided  capable  of  withdrawing  chlorine 
gas  up  to  quantities  in  excess  of  any  conceivable  leakage 
and  diluting  it  with  air  to  a  degree  of  safety  from  any 
dangerous  effects;  all  necessary  precautions  will  be  taken 
and  only  men  with  certificates  of  fitness  for  handling 
chlorine  will  have  access  to  the  chlorine  storage  building. 

Resolved,  that  the  decision  of  the  Fire  Commissioner 
dated  November  2,  1935,  be  and  it  hereby  is  modified,  and 
that  the  appeal  be  and  it  hereby  is  granted,  permitting  the 
storage  of  one-ton  chlorine  containers  not  to  exceed  the 
quantity  indicated  on  plans  filed  with  this  appeal,  on  con¬ 
dition  that  the  arrangement  of  the  building  and  the 
handling  of  cylinders  shall  be  carried  out  as  indicated  on 
these  plans  and  statements  filed  herewith;  that  sufficient 
gas  masks  of  the  type  approved  for  chlorine  by  the  United 
States  Bureau  of  Mines  shall  be  accessible  on  the  premises 
and  first  aid  cabinets  shall  be  installed  as  required  by  the 
Fire  Commissioner  subject  to  such  further  conditions  as 
the  board  deems  necessary  to  impose. 


350-35-A. 

APPELLANT— F.  R.  de  Montmorency,  for  John  T. 
Doran  lessee* 

SUBJECT— Appeal  from  a  decision  of  the  fire  commis¬ 
sioner.  , 

PREMISES  AFFECTED — 447-449  West  49th  street,  north 
side,  175  ft.  east  of  10th  avenue  (Block  No.  1059, 
Lot  Nos.  8  and  9),  Borough  of  Manhattan. 
APPEARANCES— 

For  Appellant:  F.  R.  de  Montmorency. 

For  Administration:  Inspector  Meyer  of  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE  TO  GRANT—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  j* 

Negative  .  ~ 

Absent  .  0 

THE  RESOLUTION— 

(350-35-A) 

Whereas,  F.  R.  de  Montmorency,  for  John  J.  Doran, 
lessee,  filed  December  12,  1935,  an  appeal  from  an  order  of 
the  Fire  Commissioner  affecting  premises  447-449  West  49th 
street  (Block  No.  1059,  Lot  Nos.  8  and  9),  Borough  of 
Manhattan ;  and 

Whereas,  the  order  of  the  Fire  Department  dated  No¬ 
vember  19,  1935.  Order  No.  7989-LC,  reads : 

With  reference  to  your  application  dated  November 
13th,  1935,  for  a  permit  to  maintain  a  motion  picture 
studio  at  above  location,  I  regret  to  inform  you  that  I 
am  without  power  to  grant  such  a  permit  for  the 
reason : 

Building  is  situated  within  50  feet  of  the  nearest  wall 
of  a  building  occupied  as  a  school  as  per  Section  242, 


sub-division  A  and  section  245,  chapter  10,  Code  of 
Ordinances : 

YOU  ARE  THEREFORE,  HEREBY,  ORDERED 

AND  REQUIRED  TO : 

1.  Refrain  from  maintaining  or  conducting  a  mo¬ 
tion  picture  film  studio  at  the  above  address  in  vio¬ 
lation  of  the  provisions  of  the  Code  of  Ordinances.” 

and 

Whereas,  the  building  is  fireproof,  7  stories  (83  feet)  in 
height,  50  feet  by  100  feet  5  inches  in  area  at  first  story 
and  50  feet  by  90  feet  in  area  above ;  proposed  occupancy ; 
cellar,  property  storage ;  1st  story,  storage  and  projecting 
room ;  2nd  to  6th  stories,  inclusive,  stage  office  and  dress 
rooms ;  7th  story,  stage  and  film  storage ;  not  more  than 
50  persons  per  story  on  stage  floors  and  not  more  than  25 
persons  on  other  floors;  located  within  a  business  district; 
and 

Whereas,  the  applicant  claims  the  building  was  erected 
in  1922,  certificate  of  occupancy  No.  5444  was  issued  in 
1922  for  use  as  a  storage  warehouse ;  the  building  at  pres¬ 
ent  is  unoccupied ;  it  is  proposed  to  alter  the  building  by 
removing  about  two-thirds  of  the  floor  at  rear  of  7th 
story  (creating  three  (3)  clere  stories  at  rear)  ;  erect  par¬ 
titions  and  making  all  necessary  changes  suitable  for  the 
maintenance  of  a  motion  picture  studio  occupancy;  not 
more  than  75  reels  of  film  will  be  stored  in  each  of  the 
two  approved  film  cabinets  located  on  the  top  story  at 
southwest  corner  of  the  building;  the  entire  building  in¬ 
cluding  the  film  storage  cabinets  will  be  protected  by  a  two- 
source  approved  automatic  sprinkler  system ;  all  openings 
in  rear  wall  will  be  bricked  up;  the  film  storage  cabinets 
will  be  about  110  feet  horizontally  from  the  nearest  wall 
of  the  school  and  about  15  feet  higher  than  the  roof  of  the 
school ;  the  wall  of  the  school  on  49th  street  is  75  feet 
from  the  building  in  question;  the  interior  blank  wall  of 
the  school  is  about  35  ft.  6  in.  from  the  rear  of  building  in 
question,  no  application  for  the  proposed  alteration  has 
been  submitted  to  the  Commissioner  of  Buildings,  how¬ 
ever,  all  work  will  be  done  in  full  compliance  with  the 
building  laws,  rules  and  regulations  of  all  departments 
having  jurisdiction  and  no  work  shall  be  started  until 
complete  plans  have  been  approved;  provided,  this  appeal 
is  granted  by  the  board. 

Resolved,  that  the  order  of  the  Fire  Commissioner,  No. 
7989-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  front  portion 
of  the  7th  floor,  as  indicated  on  plans  filed  with  this  appeal, 
to  be  used  in  connection  with  the  motion  picture  studio 
occupancy,  on  condition  that  not  more  than  75  reels  of  film 
shall  be  stored  at  any  time  on  this  floor  and  that  such  film 
shall  be  stored  in  approved  steel  cabinets  located  in  the 
southwesterly  corner  of  the  building,  as  indicated;  that  the 
building  and  occupancy  shall  comply  in  all  respects  with 
the  laws,  ordinances,  rules  and  regulations  applicable 
thereto ;  that  the  building  shall  be  equipped  with  a  two- 
source  sprinkler  system,  to  the  satisfaction  of  the  admin¬ 
istrative  official;  and  that  this  modification  shall  continue 
only  so  long  as  the  building  is  occupied  as  a  whole  by  John 
T.  Doran,  lessee. 


355-35-A. 

APPELLANT— Samuel  Rosenblum,  for  New  York  Busi¬ 
ness  Buildings  Corp.,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 1161-1175  Broadway  and  23- 25 
West  27th  street,  northwest  corner  (Block  No.  829, 
Lot  No.  22),  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 


MINUTES 


THE  VOTE—  .  r  ,  ,  „ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  j* 

Negative  . 

Absent  .  ^ 

THE  RESOLUTION— 

(355-35-A) 

Whereas,  Samuel  Rosenblum  for  New  York  Business 
Buildings  Corp.,  owner,  filed  December  16,  1935,  an  appeal 
from  an  order  and  a  decision  of  the  Commissioner  of 
Buildings,  affecting  premises  1161-1175  Broadway,  23-25 
West  27th  street,  northwest  corner  (Block  No.  82y,  Eot 
No.  22),  Borough  of  Manhattan;  and  . 

Whereas,  the  order  of  the  Commissioner  of  Buildings, 
dated  September  24,  1935,  Order  No.  24481-F,  reads: 

“1.  Provide  approved  fireproof  windows  or  iron 
shutters  at  all  openings  in  the  exterior  wall  above  first 
story  which  are  distant  in  a  direct  line  less  than  30  ft. 
from  any  opening  in  any  other  building  and  not  in  the 
same  plane  with  said  openings  and  which  are  not  more 
than  50  ft.  above  a  neighboring  roof  at  north,  west 
and  south  sides  of  building,  or  other  approved  protec¬ 
tion,  as  per  section  375,  Art.  18,  Ch.  5,  C.  of  O. 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  December  10,  1935,  reads: 

“In  reference  to  your  recent  request  for  reconsider¬ 
ation  on  Order  24481-f  issued  against  the  above  prem¬ 
ises  and  requiring  fireproof  windows  or  iron  shutters 
on  the  exposed  openings  in  the  courts  at  west  side  of 
building. 

You  are  advised  that  the  exposure  condition  requires 
protection  and  your  request  must  be  denied.” 

and 

Whereas,  the  building  is  non-fir eproof,  5  stories  (56  ft.) 
in  height,  136  ft.  by  78  ft.  2  in.  irregular  in  area ;  OCCU¬ 
PIED :  stores,  1st  story;  offices  above  1st  story— 20  per¬ 
sons  per  story ;  located  within  a  retail  district ;  and 

Whereas,  the  applicant  claims  the  building  was  erected 
prior  to  1897,  no  certificate  of  occupancy  has  been  issued ; 
there  are  56  window  openings  affected  by  the  order,  these 
openings  are  in  the  two  westerly  outer  courts  and  the  yard 
at  northwest  corner  on  2nd  to  5th  story  inclusive ;  the  ex¬ 
posures  in  the  two  westerly  outer  courts  are  caused  by 
fireproof  window  openings  in  the  adjoining  building  at 
west ;  the  exposure  in  yard  is  caused  by  the  roof  of  a  one- 
story  extension  of  adjoining  building  at  west;  the  appli¬ 
cant  contends  that  all  window  openings  in  the  adjoining 
buildings  causing  the  exposures  are  fireproof ;  that  in  the 
southerly-most  court  such  windows  are  on  the  lot  line  and 
receive  light  and  air  from  the  court  of  the  premises,  in 
question;  that  the  roof  of  the  one-story  extension  causing 
the  exposure  in  yard  is  provided  with  a  wire  glass  skylight 
and  is  in  an  oblique  direction,  also,  the  window  openings 
in  the  adjoining  building  at  north  which  opens  on  this  yard 
is  fireproof ;  furthermore,  the  building  in  question  is  small 
in  area  and  height  and  there  is  no  existing  condition  of  a 
hazardous  nature ;  in  view  of  the  above  circumstances  the 
applicant  appeals  to  the  board  to  waive  the  requirements 
of  the  order  so  as  to  permit  the  operation  and  occupancy 
of  the  building  to  continue  without  change. 

Resolved,  that  the  order  of  the  Commissioner  of  Build¬ 
ings,  No.  24481-F,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted  on  condition  that  the 
two  windows  on  all  floors  at  the  easterly  end  of  the  south¬ 
erly  court  and  the  two  windows  on  all  floors  at  the  easterly 
end  of  the  central  court  and  the  two  windows  on  all  floors 
at  the  southerly  wall  of  the  passage  leading  to  the  main 
exit  and  any  other  windows  on  any  floors  that  open  from 
courts  directly  to  the  corridors  or  extension  to  the  corri¬ 
dors  shall  be  made  fireproof  and  self-closing  and  granted 
only  so  long  as  the  windows  in  the  adjoining  buildings 
causing  the  exposures  are  maintained  in  good  condition 


and  are  fireproof  self-closing,  glazed  with  wire  glass;  and 
granted  only  so  long  as  the  building  is  not  increased  in 
height  or  area  and  is  not  used  for  manufacturing  pur¬ 
poses  ;  and  that  the  building  shall  otherwise  comply  with 
all  laws,  ordinances,  rules  and  regulations  applicable 
thereto. 


VARIATIONS  OF  LABOR  LAW 

268-35-S. 

APPLICANT — Ansonia  Fire  Prev.  Eng.  Co.,  Inc.,  for 
LeBlang  Realty  Corporation,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of  build¬ 
ings. 

PREMISES  AFFECTED— 1482  Broadway  and  156-158 
West  43d  street,  southeast  corner  (Block  No.  995, 
Lot  No.  57),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(268-35-S) 

Whereas,  Ansonia  Fire  Prev.  Eng.  Co.,  Inc.,  for  Le¬ 
Blang  Realty  Corp.,  owner,  filed  September  30,  1935,  an 
application  for  variation  from  the  requirements  of  the 
Labor  Law,  as  cited  in  an  order  and  decision  of  the  Com¬ 
missioner  of  Buildings,  affecting  premises  1482  Broadway 
and  156-158  West  43rd  street,  S.  E.  C.  (Block  995,  Lot  No. 
57),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  Commissioner  of  Buildings, 
dated  May  16,  1935,  re.  Order  No.  21780-LD,  reads: 

“2.  Enclose  the  interior  stairway  at  south  side  of 
building  in  partitions  of  fireproof  material  extending 
from  first  story  to  3  ft.  above  roof,  as  per  section  271 
of  the  Labor  Law. 

3.  Extend  an  interior  stairway  at  the  north  side 
of  building  to  street  from  2nd  story,  as  per  section 
271  of  the  Labor  Law.” 

and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  September  25,  1935,  reads: 

“In  reply  to  your  recent  request  to  rescind  Order 
No.  21780-LD  issued  against  the  above  premises  you 
are  advised  that  as  the  premises  is  occupied  as  a 
tenant  factory  with  more  than  5  persons  employed  at 
factory  work,  your  request  must  be  denied.” 

and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
104  ft.  2 %  in.  by  71  ft.  lx/\  in.  in  area;  OCCUPIED: 
cellar  and  1st  story,  stores;  upper  stories,  offices  and  ten¬ 
ant  factory,  total  of  233  persons,  108  of  which  are  em¬ 
ployed  at  factory  work;  located  within  a  retail  district; 
EQUIPPED  with  a  standpipe  system;  EXITS:  two  in¬ 
terior  steel  and  marble  stairways,  the  northerly  stairway 
extends  from  the  2nd  story  to  top  story,  enclosed  in  fire¬ 
proof  partitions;  the  southerly  stairway  extends  from  1st 
story  to  top  story,  open  to  public  corridors  at  each  upper 
story,  with  fireproof  (plain  glass  panel)  doors  at  openings; 
ROOFS  of  adjoining  buildings:  one  story  lower  at  south; 
and 

Whereas,  the  applicant  claims  the  building  was  erected 
in  1909;  there  are  more  than  five  persons  engaged  at 
factory  work  on  each  story  except  the  3rd  and  9th  stories ; 
as  to  item  2,  it  is  proposed  to  provide  double  swinging 
fireproof  doors  separating  the  stairway  from  the  public 
corridors  above  the  1st  story;  the  two  plain  glass  panels 
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^47  in.  by  38*4  in.  each)  in  stairhall  partition  at  each  story 
ibove  the  2nd  story,  the  plain  glass  panel  (21  in.  by  3634 
n  )  in  each  stairhall  door  to  offices  and  the  plain  glass 
ransoms  (30  in.  by  20  in.  each)  will  be  replaced  with 
i/A  in.  wire  glass ;  as  to  item  3,  it  is  proposed  to  provide  a 
3  ft.  fireproof  passageway  at  2nd  story  leading  from  the 
termination  of  the  northerly  interior  stairway  leading  to 
a  proposed  door  opening  in  the  easterly  wall  of  the  build¬ 
ing  and  to  the  roof  of  1st  story  extension,  thence  direct 
to  street  by  means  of  an  open  fireproof  stairway;  further¬ 
more  the  applicant  contends  that  the  present  arrangement 
of  the  stairway  has  been  accepted  for  many  years,  if 
compelled  to  continue  the  stairway  directly  down  it  would 
land  in  store  on  1st  story,  and  the  construction  of  a  fire¬ 
proof  passageway  to  the  street  would  be  great  hardship ; 
and 

Whereas,  it  appears  from  proof  submitted  that  the  type 
of  occupancy  in  the  building  had  existed  prior  to  the 
amendment  of  the  building  zone  resolutions  creating  the 
retail  district. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  Labor 
Law  and  that  the  application  be  and  it  hereby  is  granted, 
as  to  Order  No.  21780-LD,  on  condition  that  the  manu¬ 
facturing  occupancy  of  the  building  shall  be  restricted  to 
dental  laboratories,  manufacturing  jewelers  and  to  a 
photographic  studio  and  that  the  floor  space  occupied  by 
manufacturing  shall  not  exceed  25%  of  the  total  floor 
area;  that  there  shall  be  constructed  at  the  second  floor 
level  a  fireproof  passage,  as  indicated,  providing  direct 
exit  across  the  one  story  fireproof  roof  at  the  rear  and 
by  existing  stairway  to  43rd  street ;  that  on  all  floors  above 
the  first  there  shall  be  installed  swinging  fireproof  doors, 
as  indicated,  to  enclose  the  southerly  stairhall  and  that 
within  this  enclosure  all  existing  fan  lights  and  doors  shall 
be  glazed  with  wire  glass  and  the  fan  lights  made  sta¬ 
tionary;  that  on  the  first  floor  level  there  shall  be  erected 
at  the  northerly  side  of  the  staircase  leading  to  the  base¬ 
ment  toward  the  southerly  end  of  the  building  terra  cotta 
block  partition  not  less  than  6  inches  in  thickness  and 
continued  from  the  first  floor  to  the  underside  of  the  slab 
of  the  second  floor;  that  all  doors  opening  into  this  ele¬ 
vator  lobby  shall  be  fireproof  doors  with  no  glass  panels 
or  wire  glass,  except  that  the  existing  iron  grill  door  shall 
be  glazed  with  wire  glass  and  made  self-closing;  that 
other  than  as  modified  herein,  all  laws,  ordinances,  rules 
and  regulations  applicable  thereto  shall  be  complied  with ; 
and  that  this  modification  shall  continue  only  so  long  as 
conditions  are  continued  substantially  as  set  forth. 


347-35-S. 

APPLICANT— Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Borough  Park  Garage,  Inc.,  owner. 
SUBJECT— Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of  build- 
ings. 

PREMISES  AFFECTED— 3901  14th  avenue,  southeast 

corner  of  39th  street  (Block  No.  5346,  Lot  No. 

5),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Herman  E.  Horwood. 

For  Administration:  None. 

ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(347-35-S) 

Whereas,  Ansonia  Fire  Prev.  Engineering  Co.,  Inc.,  for 
Borough  Park  Garage,  Inc.,  filed  December  9,  1935,  an 
application  for  a  variation  from  the  requirements  of  the 
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labor  law  as  cited  in  an  order  and  a  decision  of  the  com¬ 
missioner  of  buildings  affecting  premises  3901  14th  avenue, 
southeast  corner  39th  street  (Block  No.  5346,  Lot  No.  5), 
Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  April  1,  1935,  Order  No.  5211-LD,  reads: 

“An  inspection  of  premises  3901  14th  avenue,  Bor¬ 
ough  of  Brooklyn,  shows  that  the  following  must  be 
done  to  comply  with  Section  270  of  the  Labor  Law : 

“1 — Extend  the  interior  stairway  at  the  southwest 
portion  of  the  building  to  the  roof.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  December  3,  1935,  reads : 

“In  reply  to  your  letter  of  November  16,  1935,  ad¬ 
vising  that  you  have  been  retained  by  the  owners  to 
appeal  from  requirements  of  Order  5211  L.D.  and  that 
you  are  unable  to  do  so  due  to  the  fact  that  the  Board 
of  Standards  and  Appeals  will  not  accept  an  appeal 
for  the  reason  that  the  time  limit,  twenty  days,  had 
elapsed,  and  request  dismissal  and  re-issuance  of  the 
above  order. 

“You  are  advised  that  the  order  cannot  be  dismissed 
or  reissued.  Therefore,  your  request  is  denied.” 

and 

Whereas,  the  building  is  non-fireproof,  2  stories  (27  ft.) 
in  height,  95  ft.  2 x/s  in.  by  100  ft.  in  area;  OCCUPIED: 
cellar,  boiler  room;  1st  story,  garage  for  more  than  five 
motor  vehicles,  3  persons ;  2nd  story,  manufacture  of 
dresses,  60  persons;  located  within  an  unrestricted  district; 
EXITS :  two  interior  steel  stairways ;  extending  from  the 
1st  story  to  2nd  story  (the  northeast  stairways  extending 
to  the  roof),  enclosed  in  stud,  wire  lath  and  cement  mortar 
partitions  with  fireproof  doors  at  opening;  ROOFS  of  ad¬ 
joining  buildings:  7  ft.  lower  at  south;  one  story  lower  at 
east;  and 

Whereas,  the  applicant  claims  the  building  was  erected 
in  1917,  altered  in  1923,  altered  again  in  1926,  certificate  of 
occupancy  No.  45663  issued  in  1927  permitting  the  present 
use ;  in  1932  the  2nd  story  was  reconstructed  after  a  fire ; 
plans  were  filed  in  the  Building  Department  and  approved 
at  the  time  of  each  alteration  and  also  the  reconstruction, 
showing  the  same  arrangement  and  conditions  which  exist 
today;  furthermore,  the  only  reason  for  the  issuance  of 
the  order  is  from  the  fact  that  the  roof  of  the  adjoining 
building  at  south  is  7  ft.  instead  of  being  more  than  8  ft. 
lower  than  the  roof  level  of  the  premises  in  question ;  and 
if  such  adjoining  roof  had  been  more  than  8  ft.  lower  as 
stated  above,  neither  of  the  two  interior  stairways  would 
be  required  to  extend  to  the  roof ;  whereas  one  of  the  in¬ 
terior  stairways  of  the  building  in  question  does  extend  to 
the  roof ;  under  the  above  conditions  the  board  is  requested 
to  rescind  the  order  and  permit  the  present  use  and  occu¬ 
pancy  of  the  building  to  continue  without  change;  and 
Whereas,  the  board  deemed  that  there  was  not  a  safe 
egress  from  the  roof  of  the  building  in  question  to  the 
roof  of  the  building  adjoining  as  specified  in  Section  270 
of  the  labor  law  for  extending  stairways  to  roof. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  labor 
law,  and  that  the  application  be  and  it  hereby  is  granted 
as  to  Order  No.  5211-LD,  waiving  the  requirement  that 
both  stairways  shall  be  continued  to  the  roof,  on  condition 
that  one  stairway  shall  continue  to  the  roof,  as  shown,  and 
that  the  requirements  of  the  labor  law  and  all  other  laws, 
ordinances,  rules  and  regulations  applicable  thereto  shall 
otherwise  be  complied  with  and  granted  only  so  long  as 
the  building  is  not  increased  in  height  and  the  present  use 
is  maintained. 

APPLIANCES  SUBMITTED  FOR  APPROVAL 
354-35-SA. 

APPLICANT— D.  M.  Foley,  agent,  for  Century  Engineer¬ 
ing  Corp.,  owner. 

SUBJECT— Diesel  Oil  Burner,  approval  of. 


MINUTES 


APPEARANCES— 

For  Applicant:  D.  M.  Foley. 

ACTION  OF  BOARD— Application  placed  on  reserve  cal¬ 
endar  and  referred  to  the  engineer  of  the  board. 


357-35-SA. 

APPLICANT — Richard  Marogg,  owner. 

SUBJECT — White  Flame  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant:  Richard  Marogg. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  the  engineer  of  the  board. 


266-34-SA. 

APPLICANT— Timken  Silent  Automatic  Co.,  owner. 
SUBJECT — Timken  Silent  Automatic  Oil  Burner,  Model 
G — Application  for  reopening  to  include  additional 
name. 

APPEARANCES— 

For  Applicant :  Thomas  F.  Leonard. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(266-34-SA) 


Whereas,  David  Kaufman,  for  Timken  Silent  Auto¬ 
matic  Co.,  owner,  led  September  27,  1934,  a  petition  with 
the  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Timken  Silent  Automatic  Oil  Burner 
Model  “G”;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  bureau  of  combustibles,  was  substantially  as  follows : 


This  burner  is  of  the  pressure  atomizing  gun  type, 
designed  for  use  of  commercial  grades  of  fuel  oil 
No.  1,  2  and  3.  The  burner  assembly  consists  of  the 
following  parts : 

An  Ohio  Motor  1/6  horsepower;  an  American 
Blower;  Monarch  Nozzle  and  a  Webster  Fuel  Unit, 
consisting  of  a  Pump,  Strainer  and  Regulating  Cutoff 
Valve. 

Ignition — Electric,  using  a  Jefferson  Transformer. 

Controls — Minneapolis  Honeywell.  A  Protectorelay 
R-117-3  and  Pressuretrol  L-404-2. 

With  the  oil  shut  off  and  a  cold  combustion  cham¬ 
ber,  the  burner  was  operated  and  at  two  successive 
tests  the  control  shut  the  burner  down  in  63  and  65 
seconds,  respectively.  The  burner  was  then  operated 
with  the  oil  supply  turned  on  for  approximately  one- 
half  hour.  Examinations  of  the  electrodes  showed 
they  had  been  properly  set  and  furnished  a  spark  of 
sufficient  length  and  intensity.  During  the  period  of 
the  tests  there  were  no  puff  backs  due  to  faulty  igni¬ 
tion.  The  flame  was  continuous,  non-fluctuating  and 
free  from  smoke.  Examination  of  the  combustion 
chamber  showed  no  undue  carbon  deposits. 

It  is  recommended  that  this  burner  be  approved  for 
domestic,  industrial  and  commercial  purposes,  when 
installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals. 

and 

Whereas,  this  device  was  approved  by  the  board  October 
23,  1934  and  applicant  requested  permission  to  market  the 
device  as  the  Reynolds  Oil  Burner,  Model  GC. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  Timken  Silent  Automatic  Oil  Burner 
Model  “G”  for  domestic,  commercial  and  industrial  in¬ 
stallations  when  installed  in  accordance  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals  for  use 
with  oil  not  heavier  than  No.  3. 

Resolved  further,  that  this  burner  may  also  be  market¬ 
ed  under  the  name  of  the  Reynolds  Oil  Burner,  Model  GC, 
on  condition  that  all  burners  marketed  under  this  name 
or  as  the  Timken  Silent  Automatic  Oil  Burner,  Model  G 
shall  have  attached  to  each  burner  a  name  plate,  perma¬ 
nently  affixed,  stating  that  this  device  has  been  approved 
by  the  Board  of  Standards  and  Appeals  for  use  in  New 
York  City  under  Cal.  No.  266-34-SA. 


Adjourned,  4:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


PUBLIC  HEARING 


PROPOSED  AMENDMENT  OF  OIL  BURNER  RULES. 


(217-21-SR) 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Tuesday,  January  28,  1936,  at  2  P.  M.,  Room  1013,  Muni¬ 
cipal  Building,  on  Proposed  Amendment  of  Oil  Burner 
Rules. 

Matter  in  italics  is  newj  matter  in  brackets  [  ]  old  matter 
to  be  omitted. 

OIL  BURNER  RULES 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Rule  7.  Piping. 

Section  4.  Fill  Pipes. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
[designed  to  prevent  tampering  by  unauthorized  persons 
and  shall  be  provided  with  raised  letters  reading:  “Fuel 


Oil”  on  fixed  portion  of  terminal  body],  constructed  of 
suitable  material,  provided  with  lugs  for  imbedding  in 
concrete  or  in  lieu  thereof  set  screw  to  fasten  terminal 
to  fill  pipe.  The  outer  flange  of  the  fill  pipe  terminal 
shall  be  provided  with  letters  reading  “Fuel  Oil”  and  the 
calendar  number  under  which  the  fill  pipe  terminal  has 
been  approved.  The  fill  pipe  terminal  and  nipple  end  shall 
be  suitably  threaded.  An  oil  proof  gasket  inserted  in  a 
groove  in  the  nipple  end  shall  be  provided  so  as  to 
render  the  fill  pipe  terminal  leak-proof.  A  strainer  is  not 
required  but  if  used  must  be  of  not  less  than  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

[(e)  Fill  pipes  shall  be  designed  to  prevent  escape  of 
oil  vapor  from  storage  tanks  at  fill  pipe  terminal.] 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 
April  23,  1912;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27,  1918; 

March  8,  1921;  October  21,  1921;  July  17, 

1923;  January  8,  1924;  May  5,  1931,  and 
November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot : 


Diameters 

Weights  per  Linear  Foot 
Standard  Extra  Heavy 

.  3  3/5 

$y2  pounds 

.  5  1/5 

9}4  pounds 

.  7 

13  pounds 

.  9 

17  pounds 

. 11 

20  pounds 

. 14 

27  pounds 

. 17 

33J4  pounds 

. 23 

45  pounds 

12  inches . 

. 33 

54  pounds 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  weight  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra,  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 


26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 


27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 


28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot: 


Diameters 

Thicknesses 

Weights  per 
Linear  Foot 

154  inches . 

. 14  inches 

2.68  pounds 

2  inches . 

. 15  inches 

3.61  pounds 

254  inches . 

. 20  inches 

5.74  pounds 

3  inches . 

. 21  inches 

7.54  pounds 

3j4  inches . 

9.00  pounds 

4  inches . 

. 23  inches 

10.66  pounds 

454  inches . 

. 24  inches 

12.34  pounds 

5  inches . 

. 25  inches 

14.50  pounds 

6  inches . 

18.76  pounds 

7  inches . 

. 30  inches 

23.27  pounds 

8  inches . 

. 32  inches 

28.18  pounds 

9  inches . 

. 34  inches 

33.70  pounds 

10  inches . 

40.06  pounds 

11  inches . 

. 37  inches 

45.02  pounds 

12  inches . 

. 37  inches 

48.98  pounds 

29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 


34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights: 


Diameters 


Weights 


154 

inches . 

8  ounces 

2 

inches . 

14  ounces 

254 

inches . 

6  ounces 

3 

inches . 

.  2  pounds 

0  ounces 

4 

inches . 

.  3  pounds 

8  ounces 

35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 


36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 


“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


8  feet  of .  154  inch  pipe 

5  feet  of .  2  inch  pipe 

2  feet  of .  3  inch  pipe 

2  feet  of .  4  inch  pipe 


30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


154  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2  54  inches . 20  inches  6.08  pounds 

3  inches . .21  inches  7.92  pounds 

3j/4  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

454  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Weights  per 

Diameters  Linear  Foot 


\]/A  inch  (for  flush  pipes  only) . .  2^4  pounds 

I14  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4^4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 


42 


RULES 


ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick ;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  }/\  Inch  per  Foot  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table: 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  . .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks . • .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1^4  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1/4  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  w’here  approved  deep-seal 
siphon-pet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter ;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter ;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1^4  inch  branches  on  a  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1J4  inch  branches  on  a  2  inch  main  branch. 

?~?T/  1  inch  branches  on  a  2  inch  main  branch. 

4-1J4  | 

l~?T,  l  inch  branches  on  a  2  inch  main  branch. 
j-172  ) 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table : 


Traps  for  water-closets 
Traps  for  slop  sinks. . . . 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

V/2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1J4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
O 4 )  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (TJ4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1  inches  in  diameter 
nor  larger  than  1J4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup- 
died  from  tank  pressure,  unless  otherwise  permitted  by 
:he  Commissioner  of  Buildings;  the  rising  lines  shall  be 
it  least  one  and  one-half  inches  in  diameter,  and  the  main 
jranches  shall  be  at  least  one  and  one-quarter  inches  in 
liameter,  with  individual  branches  not  less  than  one  inch 
n  diameter,  for  water-closets  and  not  less  than  one-half 
nch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
sf  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (44)  inches ;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (34)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe ; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.1  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  spe  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1}4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Diameters 


Weights  per 
Linear  Foot 


3/&  inch . 0.56 

J4  inch .  0.85 

34  inch .  1.12 

1  inch .  1.67 

lRt  inch .  2.24 

V/2.  inch .  2.68 

2  inch .  3.61 

2Zz  inch .  5.75 

3  inch .  7.54 

3J4  inch .  9.00 

4  inch .  10.66 


pound 

pound 

pound 

pound 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


No  pipe  allowed  of  less  than  34  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever.  t 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  Y\  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

inch . 

.  26 

feet 

3 

lA 

inch . 

.  36 

feet 

6 

V4 

inch . 

.  60 

feet 

20 

1 

inch . 

.  80 

feet 

35 

154 

inch . 

.  110 

feet 

60 

1 54 

inch . 

.  150 

feet 

100 

2 

inch . 

.  200 

feet 

200 

2V* 

inch . 

.  300 

feet 

300 

3 

inch . 

.  450 

feet 

450 

3/2 

inch . 

.  500 

feet 

600 

4 

inch . 

.  600 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  Y  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes ; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  88,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following : 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way!  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper- 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  bas  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has: 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 

same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  _  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement. 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  oi 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  oi 
cement. 

1-234-5  Mix,  6  pounds  of  hydrated  lime  per  bag  oi 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  i: 
to  be  deposited  under  water. 
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RULES 


FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 

30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
iny  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (54)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2 */2) 
inches  of  1 :2J4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (%)  of  one  (1)  per  cent  of 
steel  mesh ; 

(b)  Two  and  one-half  (2$4)  inches  of  1  :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations : 

.  (a)  One-half  (}4)  inch  plaster  boards,  or  three- 
eighths  (54)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (54)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(54)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

.  Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding'  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(54)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (54)  inch  wood  sheathing,  one-half 
(J4)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (54)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  04)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  packeted  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
iU.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2^4 -inch  Hose  Outlet  Valve,  Type 
“A". 

359-30-SA—  Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

568-30- S A — Tu thill  Fuel  Oil  Pump,  Model  30-LE. 

209-32- S A— Croker  4-inch  Siamese. 

237-32- S A — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3x3x6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA— Allen's  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA— Progressive  Press  Machine  Oil  Burner. 
301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

5 1 -35- S  A— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-S A — Kraissl-T rumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA— Roper  Rotary  Pump  for  Fuel  Oil. 
113-35-SA— Ryan  Marvel  Oil  Burner,  Model  M. 
123-35-SA— National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA— Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA— Easy  way  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

1 59- 35-S  A — Easy  way  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

166-35-SA — ServWell  Space  Heater,  Models  247T  and  248. 


167-35-SA — Serv-Well  Water  Heater,  Models  255A  and 
255B. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA— National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

181- 35-SA— Majestic  Space  Heater,  Models  247T  and  248. 

182- 35-S A— Majestic  Water  Heater,  Models  255 A  and 

255B. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA — Brigham  Oil  Burner. 

219-35-SA— United  Copper  Service  Pipe: 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

243- 35-SA— Josam-Marsh  Hair  Interceptor  (Plumbing 

Trap). 

244- 35-SA— Woolley  Patent  Mechanical  Oil  Burner. 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

253-35-SA— Preferred  Oil  Burner  (Manual  Operation), 
Model  D.  O. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA — Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
310-35-SA — Viking  Pot  Type  Space  Heater,  Models, 
165  and  170. 

313-35-SA — Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA — Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

343-35-SA — Pacific  Oil  Burner. 

354-35-SA — Diesel  Oil  Burner. 

357-35-SA — White  Flame  Oil  Burner. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com- 
Hnittee  reports  of  this  board,  court  or  department  actions 
land  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIb 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  i  l  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  January  20, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  January  27,  1936,  at  12  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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New  Cases  Filed  up  to  January  15,  1936 

Cal.  No.  Department  Premises  Affected 

6-36-BZ . D.B.B . 5001-5011  Farragut  road  and 

1429-1435  Utica  avenue,  north¬ 
east  corner  (Block  4785,  Lots 
46-48),  Borough  of  Brooklyn, 
Applic.  15550-35. 


7-36-S . H.D . 660-662  East  187th  street,  north 

side,  50  ft.  west  of  Cambrel- 
ing  avenue  (Block  3074,  Lot 
47),  Borough  of  The  Bronx, 
Decision. 


Restored  to  Calendar 

1552-21-BZ _ D.B.B . 718-720  Coney  Island  avenue, 

west  side,  461.15  ft.  south  of 
Avenue  C  (Block  5378,  Lot 
28),  Borough  of  Brooklyn, 

Decision. 


771-26-BZ . D.B.Bx . 606-618  East  Fordham  road, 

southwest  corner  of  Hughes 
avenue  (Block  3078,  Lots  16 
and  17),  Borough  of  The 
Bronx, 

Decision. 


7,  1936— Vol.  21,  No.  1 

24,  1935— Vol.  20,  No.  52 
24,  1935— Vol.  20,  No.  52 
31,  1935— Vol.  20.  No.  53 
21,  1936— Vol.  21,  No.  3 

26,  1935— Vol.  20,  No.  48 

31,  1935— Vol.  20,  No.  53 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  20,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

311-35-BZ. 

APPLICANT — Earl  I.  Gallant,  for  Workers  Colony  Cor¬ 
poration,  owner. 

PREMISES — 2700  Bronx  Park  East,  northeast  corner  of 
Allerton  avenue  (Block  No.  4506,  Lot  No.  1), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  alteration  and  change  of 
occupancy  of  a  portion  of  an  existing  multiple 
dwelling  to  a  restaurant. 

212-35-BZ. 

APPLICANT — Frackman  &  Robins,  for  La  Fontaine  Es¬ 
tates,  Inc.,  owner. 

PREMISES — 2231  Grand  Concourse  and  157  East  182nd 


DOCKET 


Fireline  Hose  Valves . Jan. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . . Dec. 

Fuel  Oil  Fill  Pipe  Terminals . Dec. 

Fuel  Oil  Burners  for  Industrial  Use.Hec. 

Fuel  Oil  Pumps . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Dec. 


CODE 

pj) . Fire  Department 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 

Last  Publication  in  Bulletin 

Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932— Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules . Dec.  17,  1935 — Vol.  20,  No.  51 

Concrete  Rules  (Hydrated  Lime)... Jan.  14,  1936 — Vol.  21,  No.  2 

Elevator  rules  . May  21.  1935 — V'ol  20,  No  2i 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935 — Vol.  20,  No.  1 

Factory  Exit  Rules . June  4,  1935 — Vol.  20,  No.  23 

Fire  Alarm  Rules  (Interior) . May  28,  1935 — Vol.  20,  No.  22 

Fire  Drill  Rules .  Oct.  29,  1935— Vol.  20,  No.  44 

Fire  Retarding  Rules  for  Garages, 

etc . Jan.  14,  1936 — Vol.  21,  No.  2 

Fireproof  Wood,  Testing  of . Apr.  9,  1935 — Vol.  20,  No.  15 

Frame  Garages,  Ruling  for . Jan.  21,  1919 — Vol.  4,  No.  3 

Gas  Shut-Off  Rules...  . Apr.  7,  1925— Vol.  10,  No.  14 

Hatchway  Protection  . June  5,  1928 — Vol.  13,  No.  23 

Oil  Burner  Rules . Jan.  7,  1936 — Vol.  21,  No.  1 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov.  27,  1934 — Vol.  19,  No.  48 

Plumbing  Rules  . Jan.  14,  1936 — Vol.  21,  No.  2 

Procedure,  Rules  of . Nov.  5.  1935 — Vol.  20,  No.  45 

Refrigerating  Systems,  Extract  C.O.Dec.  17,  1935— Vol.  20,  No.  51 

Smoking  in  Factories,  Rules  for.... July  9,  1935 — Vol.  20,  No.  28 

Sprinkler  Rules  . Nov.  26,  1935 — Vol.  20,  No.  48 

Standpine  Fireline  Rules . Jan.  21,  1936 — Vol.  21,  No.  3 

Structural  Alterations,  Reporting. .  .June  7,  1932 — Vol.  17,  No.  23 

Tank  Trucks  and  Platform  Trucks. 

Extract  C.  O . Jan.  7,  1936— Vol.  21,  No.  1 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . Mar.  5,  1935 — Vol.  20,  No.  10 


street,  northwest  corner  (Block  No.  3163,  Lot  No. 
40),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  tavern,  restau¬ 
rant  and  dwelling. 


JANUARY  21,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
21,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

# 

cal.  no.  294-35-BZ — Application,  October  24,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Burke  and  Olsen,  applicants, 
on  behalf  of  Mary  A.  Kenney,  owner, 
to  permit  in  a  business  district  the 
alteration,  extension  and  conversion  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  349-351  Columbia 
street,  east  side,  100  ft.  north  of  Coles 
street  (Block  No.  510,  part  of  Lot  No. 
5),  Borough  of  Brooklyn. 

cal.  no.  440-22-BZ — Application  of  James  J.  Malone,  ap¬ 
plicant,  on  behalf  of  571  West  182nd 
Street  Corp.,  owner,  reopened  Decem¬ 
ber  3,  1935,  under  sections  7b,  7c  and 
21  of  the  building  zone  resolution,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
alteration  and  change  of  occupancy  of 
a  building  occupied  as  a  post  office  to 
stores  (the  post  office  use  having  been 
previously  granted  by  the  board) ; 
premises  571-573  West  182nd  street, 
north  side,  60  ft.  east  of  St.  Nicholas 
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avenue  (Block  No.  2154,  Lot  No.  65), 
Borough  of  Manhattan. 

cal.  no.  504-18-BZ — Application  of  Donald  R.  Baldwin, 
applicant,  on  behalf  of  The  Stanton 
Company,  owner,  reopened  November 
6,  1935,  under  sections  7a,  7c,  7e  and 
21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  altera¬ 
tion  and  change  of  occupancy  of  an 
existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles  and  also 
the  omission  of  the  required  rear 
yard;  premises  138-140  East  25th 
street,  south  side,  94  ft.  east  of  Lexing¬ 
ton  avenue  (Block  No.  880,  Lot  Nos. 
61  and  62),  Borough  of  Manhattan. 

cal  no.  1-27-BZ— Application  of  Edwin  H.  Snackenberg, 
applicant,  on  behalf  of  Intershire  In¬ 
vestors,  Inc.,  owner,  reopened  Septem¬ 
ber  17,  1935,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  district  the  alteration  and 
also  the  permanent  use  of  a  gasoline 
service  station  previously  granted  by 
the  board  under  section  7f  for  a  tem¬ 
porary  period  which  expired  March  15, 
1935;  premises  1124  Gun  Hill  road, 
south  side,  from  Yates  avenue  to  Bos¬ 
ton  road  (Block  No.  4615,  Lot  No.  36), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  21,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders. 

283-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

305-35- A— Transportation-  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

317-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

299-31-A — 2495-2505  Atlantic  avenue,  northeast  corner  of 
East  New  York  avenue  (Block  No.  3665, 
Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 

201 -35-A— 1406  Castleton  avenue  and  142  Jewett  avenue, 
southwest  corner  (Block  No.  1026,  Lot  No. 
47),  Port  Richmond,  Borough  of  Richmond. 

342-35- A— 2314-2316  12th  avenue,  southwest  corner  of  West 
132nd  street  (Block  No.  2004,  Lot  No.  74), 
Borough  of  Manhattan. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  21,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  294-27-BZ — Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Kurland  Service 
Stations,  Inc.,  lessee  (long  term  lease), 
reopened  December  20,  1935,  for  con¬ 
sideration  of  an  amendment  to  the 
resolution  of  March  26,  1935 — re  Ap¬ 


plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  951-959  Lenox  road, 
north  side,  from  East  57th  street  to 
Remsen  avenue  (Block  No.  4644,  Lot 
No.  1),  Borough  of  Brooklyn. 

cal.  no.  26-32-BZ — Application  of  Louis  Schlefer,  appli¬ 
cant,  on  behalf  of  Minnie  Streit, 
owner,  reopened  September  10,  1935, 
under  section  21  of  the  building  zone 
resolution,  for  rehearing  by  Order  of 
the  Court,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises 
1551-1555  Coney  Island  avenue,  east 
side,  100  ft.  south  of  Avenue  L  (Block 
No.  6731,  Lot  No.  90),  Borough  of 
Brooklyn. 

cal.  no.  240-35-BZ — Application,  September  11,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  Samuel  Rosenblum,  ap¬ 
plicant,  on  behalf  of  Bawnfawn  Hold¬ 
ing  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  88-15  Queens  boulevard 
and  89-05  56th  avenue,  northwest  cor¬ 
ner  (Block  No.  1844,  Lot  No.  3), 
Woodside,  Borough  of  Queens. 

CAL.  NO.  273-35-BZ— Application  October  7,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Walter  B.  Woodruff, 
applicant,  on  behalf  of  John  T.  Wood¬ 
ruff  &  Son,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  srasoline  service  station; 
premises  33-30  to  33-44  57th  street  and 
56-15  Broadway,  northwest  corner 
(Block  No.  1180,  part  of  Lot  No.  35), 
Woodside,  Borough  of  Queens. 
HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  27,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

331-35-BZ. 

APPLICANT — Corbett  &  MacMurray,  for  Trustees  of 
Sailors  Snug  Harbor,  owner. 

PREMISES — 9-17  Fifth  avenue  and  1-3  East  8th  street, 
northeast  corner  (Block  No.  566,  Lot  Nos.  1,  2,  4, 
5,  6  and  34),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  multiple  dwelling  with  stores  on 
the  1st  story. 

341-35-BZ. 

APPLICANT — Joseph  Goodman,  for  Department  of 
Water  Supply,  Gas  and  Electricity,  for  City  of 
New  York,  owner. 

PREMISES — Northwest  corner  of  Cornish  avenue  and 
Poyer  street  (Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop  and  also  storage 
yard. 


JANUARY  28,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
28,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  : 

cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant, 
on  behalf  of  Annie  Herzfeld  and 
Lillian  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 

CAL.  NO.  267-35-BZ — Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros- 
kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  ©il 
storage  plant;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  28,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

19- 34-A — 363  Lexington  avenue  (Block  No.  1295,  Lot  No. 

20),  Borough  of  Manhattan. 

20- 34-A — 322-332  Lexington  avenue  and  128-130  East  39th 

street  (Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

21- 34-A — 355-357  Lexington  avenue,  133  East  40th  street 

and  359-361  Lexington  avenue  (Block  No. 
1295,  Lot  Nos.  21  and  23),  Borough  of  Man¬ 
hattan. 

22- 34-A — 349-353  Lexington  avenue  and  130-132  East  40th 

street  (Block  No.  895,  Lot  No.  69),  Borough 
of  Manhattan. 

328-33-A— 4299  Boston  road,  west  side,  283.31  ft.  south  of 
City  Line  (Block  No.  5655,  Lot  No.  313), 
Borough  of  The  Bronx. 

330-35-A — 12-12  43rd  avenue,  southwest  corner  of  13th 
street  (Block  No.  443,  Lot  No.  15),  Long  Is¬ 
land  City,  Borough  of  Queens. 

Rules 

217-21-SR — Oil  Burner  Rules — Proposed  Amendment  to. 
Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 


of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  28,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  246-35-BZ — Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Elinor  D.  Manson  and 
Nora  M.  Reich,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station ; 
premises  62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93), 
Woodside.  Borough  of  Queens. 

cal.  no.  42-32-BZ — Application  of  Samuel  L.  Schwartz, 
applicant  and  owner,  reopened  Decem¬ 
ber  10,  1935,  under  section  21  of  the 
building  zone  resolution  for  considera¬ 
tion  as  to  extension  of  permit — re  Ap¬ 
plication,  granted  under  section  7f  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period ;  premises 
2263-2273  Linden  boulevard,  northwest 
corner  of  Elton  street  (Block  No.  4336, 
Lot  No.  21),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  3,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

303-35-BZ. 

APPLICANT — William  E.  Kennedy,  for  Montour  Hold¬ 
ing  Corp.,  owner. 

PREMISES — 28-10  Cross  Island  boulevard  and  28-09  171st 
street,  southwest  corner  (Block  No.  4932,  Lot  No. 
6),  Flushing,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

315-35-BZ. 

APPLICANT — William  E.  Kennedy,  for  Triboro  Homes, 
Inc.,  owner. 

PREMISES — 90-02  Astoria  boulevard,  southeast  corner  of 
90th  street  (Block  No.  1364,  Lot  No.  68),  East 
Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station. 

31-33-BZ. 

APPLICANT — John  J.  M.  O’Shea,  for  Denis  P.  Healy, 
owner. 

PREMISES — 610-620  Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot  Nos.  40  and 
43),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  June  18,  1935), 
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TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station — previously  granted  by 
the  board  for  a  temporary  period  of  two  (2)  years 
(temporary  permit  has  expired  and  station  has  not 
been  erected). 


FEBRUARY  4,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Feb¬ 
ruary  4,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters  : 

cal.  no.  185-33-BZ— Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Sadie  Teitelbaum, 
owner,  reopened  January  7,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  partly  in  a  business  district  and 
partly  in  a  residence  district  the 
maintenance  of  an  automobile  wreck¬ 
ing  and  junk  storage  yard  for  a  tem¬ 
porary  period ;  premises  2284-2296 
West  8th  street  and  129-143  Avenue 


W,  northwest  corner  (Block  No.  7142, 
Lot  Nos.  48  and  53),  Borough  of 
Brooklyn. 

cal.  no.  771-26-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owners,  re¬ 
opened  January  14,  1936,  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
of  January  4,  1927 — re  Application 
granted  on  condition  under  sections  7c 
and  21  of  the  building  zone  resolution, 
permitting  partly  in  a  residence  district 
and  partly  in  a  business  district,  the 
erection  and  maintenance  of  a  business 
building,  also  a  gasoline  service  sta¬ 
tion  ;  premises  606-618  East  Fordham 
road,  southwest  corner  of  Hughes  ave¬ 
nue  (Block  No.  3078,  Lot  Nos.  16  and 
17),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  11,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

344-34- A — 548  Cassanova  street  (Block  No.  2768D,  Lot  No. 
193),  Borough  of  The  Bronx. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JANUARY  14,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  January  7,  1936  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  January  7,  1936,  were  approved  as  printed  in  Bulletin 
No.  2,  Vol.  XXL 


BUILDING  ZONE  CASES 

324-35-BZ. 

APPLICANT — James  F.  Hunter,  for  Standard  Gas  Light 
Co.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit'  the  extension,  from  a  business 
district  into  a  residence  district,  of  an  existing 
business  building. 

PREMISES  AFFECTED— 35-39  West  124th  street,  north 
side,  390  ft.  west  of  Fifth  avenue  and  32-42  West 
125th  street  (Block  No.  1722,  Lot  Nos.  20,  20 J4, 
21,  51,  53  and  54),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  James  F.  Hunter  and  A.  W. 
Stack. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  . .  0 


THE  RESOLUTION— 

(324-35-BZ) 

Whereas,  James  F.  Hunter,  for  Standard  Gas  Light 
Co.,  owner,  filed  November  12,  1935,  an  application  under 
the  building  zone  resolution  to  permit  the  extension  from 
a  business  district  into  a  residence  district  of  an  existing 
business  building;  premises:  35-39  West  124th  street,  north 
side,  390  ft.  west  of  Fifth  avenue  and  32-42  West  125th 
street  (Block  No.  1722,  Lot  Nos.  20,  20^4,  21,  51,  53  and 
54),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  124th  street  is  in  a 
residence  and  business  district;  Nathan  Davis  place  is  in 
a  residence  and  business  district ;  125th  street  business 
and  Lenox  avenue,  is  in  a  business  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  November  6,  1935  re  Alt.  Applic.  No.  2992- 
1935,  reads:  .  . 

“1.  Business  use  extending  into  residence  district 
is  contrary  to  Sec.  3  of  Building  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  104  ft.  2  in.  on  West 
125th  street,  45  ft.  on  West  124th  street  and  a  depth  of 
200  ft.  10  in.  The  West  125th  street  half  of  the  plot  is  in 
a  business  use  district  and  the  West  124th  street  half  is  in 
the  residence  use  district.  Upon  the  West  125th  street 
front  of  the  plot  there  is  located  a  two-story  building, 
having  a  frontage  of  62  ft.  6  in.  on  West  125th  street  and 
a  depth  of  approximately  90  ft. — occupied  for  the  display 
of  gas  appliances  and  payment  of  consumer’s  bills.  It  is 
proposed  to  increase  the  area  of  this  structure  by  a  one- 
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story  (at  rear)  and  two-story  extension  to  the  west,  hav¬ 
ing  a  frontage  of  41  ft.  8  in.  and  a  depth  of  100  ft.  11  in. 
(part  of  this  site  now  occupied  by  two  buildings  which 
will  be  demolished)  and,  also,  it  is  proposed  to  increase  the 
area  of  the  structure  by  a  one-story  extension  to  the  rear 
— having  a  depth  of  approximately  10  ft.  The  original 
building  and  the  extensions  representing  a  two-story  (and 
one-story  at  rear)  structure  having  a  frontage  of  104  ft. 
2  in.  on  West  125th  street  and  a  depth  of  100  ft.  11  in. 
It  is  proposed,  also,  to  erect  on  the  West  124th  street  from 
of  the  plot  (now  occupied  by  buildings  which  are  to  be 
demolished)  a  one-story  structure  having  a  frontage  of 
45  ft.  and  a  depth  of  90  ft.  11  in.;  this  structure  is  set  back 
10  ft.  from  the  West  124th  street  street  line.  The  entire 
premises  to  be  occupied  as  one  unit  for  the  display  of  gas 
appliances  and  office  purposes.  The  front  on  West  124th 
street  will  not  be  used  as  a  business  entrance  but  will  have 
a  door  to  be  used  as  an  emergency  exit  only;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  Section  7C  of  the  building  zone  resolution  to  grant  the 
variation  sought  in  this  application  under  the  circum¬ 
stances  which  apply  herein ;  and 

Whereas,  in  the  opinion  of  the  board,  in  view  of  these 
lots  having  been  acquired  by  the  owner  prior  to  the  pas¬ 
sage  of  the  building  zone  resolution,  for  the  purpose  of 
extending  their  office  and  showroom  building,  the  appli¬ 
cant  is  entitled  to  a  variation ;  and 

Whereas,  the  proposed  construction  will  be  in  keeping 
with  the  residential  surroundings  and  eliminate  undesir¬ 
able  buildings. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
7-C  thereof,  permitting  the  alteration  and  extension  of 
the  existing  building  into  the  residential  area  of  Lots  20, 
20J4  and  21,  as  indicated  on  plans  filed  with  this  applica¬ 
tion,  on  condition  that  the  building  shall  not  exceed  one- 
story  in  height  and  shall  be  set  back  from  the  building  line 
of  West  124th  street  for  a  distance  of  10  feet,  as  indicated; 
that  the  West  124th  street  elevation  of  the  building  shall 
be  faced  with  limestone  with  not  more  than  one  door  as 
indicated  not  over  3  ft.  6  in.  in  width,  to  be  used  solely 
as  an  emergency  exit ;  that  there  shall  be  an  ornamental 
iron  fence,  with  gate  opposite  the  exit  door,  erected  for 
the  full  width  of  these  lots  on  the  West  124th  street 
building  line;  that  after  the  existing  buildings  have  been 
completely  wrecked  and  the  new  building  within  the  resi¬ 
dential  area  constructed,  the  exposed  lot  line  walls  of  the 
adjoining  buildings  shall  be  pointed  and  stuccoed  or 
painted  if  permitted  by  adjoining  owners;  that  there  shall 
be  no  openings  to  the  basement  of  this  extension  from 
124th  street  except  an  opening  for  ventilating  purposes 
only;  that  the  10  foot  area  between  the  rear  of  the  build¬ 
ing  and  the  West  124th  street  building  line  shall  be 
planted  and  seeded  and  kept  in  presentable  condition  at 
ah  times  in  harmony  with  the  residential  area;  that  any 
skylights  constructed  shall  be  not  nearer  than  15  feet 
from  the  southerly  wall  of  the  building  nor  nearer  than 
5  feet  to  either  side  lot  line  and  shall  be  constructed  with 
metal  frames  and  glazed  with  plain  glass  with  screens 
over  and  under;  th~t  the  proposed  extension  on  Lots  20, 
20^  and  21  to  building  facing  on  West  125th  street  sha’l 
be  used  onlv  as  the  office  and  display  room  of  the  Stand¬ 
ard  Gas  Light  Company  of  New  York  or  its  successors 
or  assigns ;  that  there  sha’l  be  no  advertising  signs  erected 
on  any  part  of  the  building  or  premises  within  the  resi¬ 
dential  area ;  that  as  a  condition  of  this  variance  the 
owner  agrees  that  the  existing  frame  building  on  Lot  24 
in  the  ownership  of  this  company  is  to  be  removed  upon 
the  termination  of  the  present  lease  in  April,  1936,  and  that 
the  existing  uses  on  the  lot  shall  be  discontinued ,  and 
thereafter  the  lot  shall  be  used  only  for  conforming  pur¬ 
poses  that  all  work  invo’ved  herein  shall  be  completed 
within  one  year  from  the  date  of  this  action. 


311-33-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Churchway 
Holding  Corp.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station 
(previously  withdrawn;  reopened  and  restored  to 
Calendar  June  4,  1935). 

PREMISES  AFFECTED— 5709-5717  Church  avenue, 
northwest  corner  of  Kings  highway  (Block  No. 
4683,  part  of  Lot  Nos.  36J4  and  42),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama  and  Emanuel  F. 
Kirk. 

For  Opposition:  John  T.  C.  Waters,  Nathan 
Glantz,  William  Jacobson,  Betty  Lebowitz, 
Abraham  Kaufman,  Alma  B  radish,  Jacob  Au- 


frecht  and  J.  Ensweig. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE— 

Affirmative  . 0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  RESOLUTION— 

(311-33-BZ) 


Whereas,  this  application,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station  affecting  premises  5709-5717  Church  avenue,  north¬ 
west  corner  of  Kings  highway  (Block  No.  4683,  part  of 
Lot  No.  36^2  and  42),  Borough  of  Brooklyn,  was  filed 
September  26,  1933,  and  withdrawn  January  23,  1934;  and 

Whereas,  on  request  of  Lama  and  Proskauer,  for  the 
Churchway  Holding  Corp.,  present  owner,  this  application 
wras  reopened  by  vote  of  the  board  June  4,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Church  avenue  is  in  a  busi¬ 
ness  district ;  Kings  highway  is  in  a  residence  and  busi¬ 
ness  district;  East  57th  street  is  in  a  residence  and  busi¬ 
ness  district  and  East  59th  street  is  in  a  residence  and 
business  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  September  18,  1935,  re  Applic.  No.  10759, 
reads : 

“Proposed  gasoline  selling  station  in  a  business  use 
district  is  contrary  to  Art.  II,  Section  4(a)  46  of  the 
building  zone  resolution  and  is  therefore  denied.  Note: 
Rear  of  lots  in  residential  use  district.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  79  ft.  11  in.  on  Church 
avenue  and  a  depth  of  100  ft. — upon  which  it  is  proposed 
to  erect  the  necessary  tanks  and  pumps  for  a  gasoline 
service  station.  Filed  plans  show  that  on  the  plot  at  pres¬ 
ent  there  is  a  one-story  auto  laundry  40  ft.  by  20  ft.  in 
area  and,  also,  a  one-story  office  14  ft.  by  20  ft.  in  area. 
The  plot  in  question  comprises  the  southerly  portion  of 
lots  36l/2  and  42  of  block  4683;  the  north  portion  of  these 
lots  are  located  in  the  residence  use  district;  and 

Whereas,  a  Committee  of  the  Board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises  on 
January  9,  1936;  and 

Whereas,  the  board  deems  that  the  applicant  has  not 
substantiated  his  basis  of  appeal  under  Section  21  of  the 
Building  Zone  Resolution. 
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Resolved,  that  the  decision  of  the  Commissioner  of  Build- 
'  ,ngs  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denie-d. 


22-29-BZ. 

APPLICANT— Samuels  and  Samuels,  for  Adeline  Zaga- 
rino,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station 
(previously  withdrawn;  reopened  and  restored  to 
Calendar  October  22,  1935). 

PREMISES  AFFECTED — 97-28  Van  Wyck  boulevard, 
northwest  corner  of  101st  avenue  (Block  No.  520, 
Lot  No.  30),  Dunton,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Archie  H.  Samuels. 

For  Opposition  :  Abram  Shlefstein,  R.  J.  Horri- 


gan,  William  McGrath  and  Maurice  Forer. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE— 

Affirmative  . 0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  RESOLUTION— 

(22-29-BZ) 


Whereas,  this  application,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station  affecting  premises  97-28  Van  Wyck  boulevard  north 
west  corner  of  101st  avenue  (Block  No.  520,  Lot  No.  30), 
Dunton,  Borough  of  Queens,  was  filed  January  15,  1929, 
withdrawn  June  25,  1929;  and 

Whereas,  on  request  of  Samuels  and  Samuels  for  Ade¬ 
line  Zagarino,  present  owner,  this  case  was  reopened  by 
vote  of  the  board  October  22,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Van  Wyck  boulevard  is  in 
a  business  district;  101st  avenue  is  in  a  business  district; 
134th  street  is  in  a  residence  and  business  district  and 
97th  avenue  is  in  a  residence  and  business  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  October  8,  1935,  re  Applic.  No.  3879-1935, 
reads : 

“The  erection  of  a  gasoline  service  station  in  a  busi¬ 
ness  district  is  contrary  to  art.  2,  section  4,  subd^  46 
building  zone  resolution.  Not  further  considered.” 
and  * 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  104  ft.  on  Van  Wyck  boulevard  and 
119  ft.  on  101st  avenue — upon  which  it  is  proposed  to 
erect  a  one-story  office  and  lubritorium  23  ft.  by  35  ft. 
in  area.  The  2k2-story  frame  dwelling  now  on  the  plot 
to  be  removed  and  the  private  garage  structure  located 
on  the  northwest  part  of  the  plot  is  to  remain.  No  cer¬ 
tificate  of  occupancy  for  these  garages  has  been  issued ; 
and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  nearing,  inspected  these  premises  on 
January  9,  1936;  and 

Whereas,  the  board  deemed  that  applicant  had  failed 
to  substantiate  his  basis  of  appeal  under  Section  21  of  the 
building  zone  resolution,  and  was,  therefore,  not  entitled 
to  relief. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


307-35-BZ. 

APPLICANT — Benjamin  Schlanger,  for  Crenshaw  Hold¬ 
ing  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  alteration, 
extension  and  change  of  occupancy  of  a  building 
now  occupied  for  stores,  so  as  to  include  a  motion 
picture  theatre. 

PREMISES  AFFECTED— 1955  University  avenue,  west 
side,  233.44  ft.  south  of  West  179th  street  (Block 
No.  3216,  Lot  No.  70),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Benjamin  Schlanger. 

For  Opposition:  Joseph  E.  Kinsley,  Gertrude  M. 
Healey  and  Charles  Tilgner. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Absent  .  0 


THE  RESOLUTION— 

(307-35-BZ) 

Whereas,  Benjamin  Schlanger,  for  Crenshaw  Holding 
Corp.,  owner,  filed  November  1,  1935,  an  application  under 
the  building  zone  resolution  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the  alteration, 
extension  and  change  of  occupancy  of  a  building  now  oc¬ 
cupied  for  stores,  so  as  to  include  a  motion  picture  thea¬ 
tre;  premises:  1955  University  avenue,  west  side,  233.44 
ft.  south  of  West  179th  street  (Block  No.  3216,  Lot  No. 
70),  Borough  of  the  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and  . 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  University  avenue  is  in  a 
business  and  residence  district;  Burnside  avenue  is  in  a 
business  district  and  Andrews  avenue  is  in  a  residence  and 
business  district;  and  West  179th  street  is  in  a  residence 
and  business  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  October  4,  1935,  re  Alt.  Applic.  No.  573- 
1935,  reads : 

“1.  Proposed  alteration  and  extension  of  existing 
business  building  on  plot  in  business  district  and  ex¬ 
tending  into  residence  district  to  be  occupied  as  stores 
and  motion  picture  theatre  is  contrary  to  provisions  of 
building  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100.13  ft.  and  a  maximum  depth  of  154 
ft. ;  the  rear  part  of  the  lot  extends  into  the  residence  dis¬ 
trict  for  a  distance  of  approximately  54  ft.  The  front  por¬ 
tion  of  the  plot  is  in  the  business  district.  Upon  the  front 
portion  of  the  plot  there  are  located  nine  (9)  stores,  ap¬ 
proximately  60  ft.  deep.  It  is  proposed  to  remove  a  por¬ 
tion  of  the  stores  on  the  south  part  of  the  plot  and  to  use 
the  resulting  space  as  a  lobby  and  foyer  to  a  proposed 
motion  picture  theatre  (599  persons  capacity)  to  be  erected 
cn  part  of  the  rear  portion  of  the  plot.  An  irregular 
shaped  portion  (at  the  westerly  rear)  of  the  building  ex¬ 
tends  into  the  residence  district  for  a  distance  of  approxi¬ 
mately  15  ft. — the  remainder  of  the  proposed  theatre  is 
in  the  business  district ;  and 

Whereas,  Public  School  No.  26  not  only  adjoins  these 
premises  on  the  south  but  also  owns  property  to  the  west 
of  the  premises  in  question,  which  property  is  now  being 
made  into  a  playground ;  and 
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Whereas,  the  board  deemed  that  the  premises  in  ques¬ 
tion  is  not  a  suitable  place  for  a  motion  picture  theatre  due 
to  the  proximity  of  the  public  school  and  to  the  fact  that 
the  proposed  entrance  to  the  theatre  is  directly  opposite 
a  church  and  the  board  deemed  that  a  variance  to  permit 
the  construction  of  the  theatre  in  the  residential  area 
should  not  be  granted. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


306-35-BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Bonomo  Realty 
Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7e  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 2847-2863  West  8th  street,  east 
side,  125  ft.  8)4  in.  south  of  Sheepshead  Bay  road 
(Block  No.  7279,  Lot  Nos.  163  and  169),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Irving  M.  Fenichel  and  Victor  A. 
Bonomo. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(306-35-BZ) 

Whereas,  Irving  M.  Fenichel,  for  Bonomo  Realty  Corp., 
owner,  filed  November  1,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  change  of  occupancy  of  an  existing  building  to  a  ga¬ 
rage  for  more  than  five  (5)  motor  vehicles;  premises: 
2847-2863  West  8th  street,  east  side,  125  ft.  8)4  in.,  south 
of  Sheepshead  Bay  road  (Block  No.  7279,  Lot  Nos.  163, 
and  169),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  W.  8th  street  is  in  a  busi¬ 
ness  and  unrestricted  district;  Sheepshead  Bay  road  is  in 
a  business  and  unrestricted  district  and  Neptune  avenue 
is  in  a  business  and  unrestricted  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  October  24,  1935,  re  Application  No.  13124- 
1935,  reads : 

“Proposed  conversion  to  public  garage  for  more  than 
5  cars  in  a  business  use  district  is  contrary  to  Art.  II, 
Sec.  4a  of  building  zone  resolution  and  is  therefore 
denied.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  180  ft.  and  a  maxi¬ 
mum  depth  of  120  ft. ;  upon  the  north  portion  of  the  plot 
there  is  located  an  irregular  shaped  one-story,  non-fire- 
proof  structure,  having  a  frontage  of  86  ft.  8  in.  on  West 
8th  street  and  a  maximum  depth  of  120  ft.  It  is  proposed 
to  use  this  building  as  a  garage  for  more  than  five  motor 
vehicles ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises  on 
January  9,  1936;  and 


Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  Section  7(e)  of  the  build¬ 
ing  zone  resolution,  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  use  district  regulations  of 
the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  under  section  7E  for  a  temporary 
period  of  five  (5)  years  from  the  date  of  this  action;  to 
permit  the  buildings  under  appeal,  located  on  lot  169  with 
a  frontage  of  96  ft.  6  in.  measured  from  the  southerly 
lot  line  of  lot  1,  to  be  used  as  a  private  garage  for 
more  than  five  (5)  motor  vehicles  in  conjunction  with 
the  private  garage  of  the  Brighton  Laundry,  located  on 
lot  6  abutting  and  permitting  the  construction  of  an 
opening,  as  shown  on  plans  filed  wTith  this  appeal,  to  con¬ 
nect  these  buildings  with  the  garage  on  lot  6,  on  condition 
that  this  opening  shall  be  protected  with  automatic  fire¬ 
proof  self-closing  doors,  as  shown;  that  this  budding 
shall  be  used  for  the  storage  only  of  the  cars  and  trucks 
of  the  Brighton  Laundry  and  that  there  shall  be  no 
storage  of  gasoline  other  than  in  the  tanks  of  the  cars; 
that  there  shall  be  no  automobile  repairing  carried  on ;  that 
the  ceilings  throughout  shall  be  fire-retarded  in  accord¬ 
ance  with  the  rules  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  that  the  windows  in  the  southerly  wall  shall  be 
made  fireproof  self-closing  in  the  event  that  lot  163  in 
this  same  ownership  is  used  for  occupancy  deemed  haz¬ 
ardous  by  the  Commissioner  of  Buildings ;  that  such  port¬ 
able  fire  extinguishing  apparatus  shall  be  installed  and 
maintained  as  may  be  required,  and  that  all  work  shall 
be  completed  within  one  year  from  the  date  of  this  action. 


314-35-BZ. 

APPLICANT— Harry  Yahr,  for  Shelton  Holding  Corp., 

owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7H  of  the  building 
zone  resolution,  to  permit  for  a  period  of  not  more 
than  two  (2)  years  in  a  retail  district  the  use  of  a 
vacant  plot  of  ground  as  a  parking  space  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 15-23  West  43d  street,  north 
side,  225  ft.  west  of  Fifth  avenue  (Block  No.  1259, 
Lot  Nos.  25,  28  and  28)4),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Harry  Davis,  Harry  Yahr  and 
Sol  A.  Herzog. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


TPIE  RESOLUTION— 

(314-35-BZ) 

Whereas,  Harry  Yahr,  for  Shelton  Holding  Corp., 
owner,  filed  November  7,  1935,  an  application  under  the 
building  zone  resolution  to  permit  for  a  period  of  not  more 
than  two  (2)  years  in  a  retail  district  the  use  of  a  vacant 
plot  of  ground  as  a  parking  space  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises:  15-23  West  43rd 
street,  north  side,  225  ft.  west  of  Fifth  avenue,  (Block 
No.  1259,  Lot  Nos.  25,  28  and  28)4),  Borough  of  Manhat¬ 
tan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  43rd  street  is  in  a  re¬ 
tail  use  district;  West  44th  street  is  in  a  retail  use  district 
and  Fifth  avenue  is  in  a  retail  use  district;  and 
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Whereas,  the  decision  of  the  Commissioner  of  Build- 
ngs,  rendered  November  2,  1935,  re  Applic.  No.  12-1935, 

CaC*S  “1.  Location  of  proposed  use  as  a  parking  space  is 
contrary  to  Sections  4  and  4(a)— building  zone  reso- 

lution.  ,  ,  ,  •  , 

2.  Location  with  respect  to  schools,  hospitals,  etc. 
should  comply  with  Section  21— building  zone  resolu¬ 
tion.” 

Whereas,  the  premises  consist  of  a  vacant  plot  of 
around  having  a  frontage  of  95.8  ft.  and  a  depth  of  100.5 
ft.  Proposes  to  use  the  premises  as  a  parking  space  for 
he  storage  of  more  than  five  (5)  motor  vehicles  for  a 
period  of  not  more  than  two  (2)  years;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises  on 
January  13,  1936;  and 

Whereas,  the  board  deemed  that  the  location  of  this 
parking  space  did  not  come  within  the  purview  of  section 
21  in  regard  to  schools,  in  that  the  entrance  or  exit  to  the 
school  in  question  was  not  within  200  feet  along  the  line 
of  travel  of  the  premises  and  the  school  itself  was  for 
students  above  the  age  of  16  years ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  7(h)  of  the  build¬ 
ing  zone  resolution,  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  use  district  regulations  of 
the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  under  section  7-H,  for  a  tem¬ 


porary  period  of  two  years  from  the  date  of  this  action, 
permitting  the  premises  under  appeal  to  be  used  for  park¬ 
ing  and  over  night  storage  of  more  than  five  motor  vehi¬ 
cles,  on  condition  that  there  shall  be  erected  across  the 
full’  width  of  the  lot  on  the  street  building  line  a  brick 
retaining  wall  constructed  not  less  than  12  in.  in  thickness 
and  not  less  than  2  ft.  in  height  above  grade  and  with 
suitable  footings  below  grade  to  insure  permanency  and 
with  not  over  one  opening  therein  not  exceeding  20  ft.  in 
width ;  that  a  substantial  iron  picket  fence,  not  less  than 
3  ft.  in  height,  may  be  substituted  for  this  wall  in  which 
case  the  supporting  foundations  shall  be  thoroughly  em¬ 
bedded  in  concrete  below  grade ;  that  the  entire  lot  area 
shall  be  leveled  and  covered  with  rolled  steam  cinders , 
that  there  shall  be  constructed  either  on  the  rear  lot  line 
or  on  the  top  of  the  retaining  wall  of  the  property  adjoin¬ 
ing  to  the  north,  a  substantial  woven  wire  fence  not  less 
than  5  ft.  in  height  to  close  off  the  rear  depressed  court ; 
that  there  shall  be  no  use  on  this  plot  other  than  parking 
and  storage  as  herein  permitted  and  no  buildings  except  a 
small  structure  occupying  not  over  50  sq.  ft.  for  office  of 
the  attendant ;  that  an  attendant  shall  be  maintained  on 
these  premises  at  all  times  during  which  cars  are  being 
stored  or  parked ;  that  such  portable  fire  fighting  appliances 
shall  be  installed  as  the  administrative  official  shall  direct. 


Adjourned,  1  :30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JANUARY  14,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 


BUILDING  ZONE  CASES 

42-32-BZ. 

APPLICANT— Samuel  L.  Schwartz,  owner. 

SUBJECT — Application  reopened  December  10,  1935,  for 
consideration  as  to  extension  of  permit  under  sec¬ 
tion  21  of  the  building  zone  resolution  re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
granted  under  section  7f  of  the  building  zone  reso¬ 
lution,  permitting  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station 
for  a  temporary  period. 

PREMISES  AFFECTED— 2263-2273  Linden  boulevard, 
northwest  corner  of  Elton  street  (Block  No.  4336, 
Lot  No.  21),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Samuel  L.  Schwartz. 

For  Opposition :  None. 

ACTION  OF  BOARD— Laid  over  to  January  28,  1936,  at 
2  p.m. 


273-35-BZ. 

APPLICANT— Walter  B.  Woodruff  for  John  T.  Wood¬ 
ruff  &  Son,  owners.  _  ; 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 


PREMISES  AFFECTED— 33-30  to  33-44  57th  street  and 
56-15  Broadway,  northwest  corner  (Block  No. 
1180,  part  of  Lot  No.  35),  Woodside,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  None. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  January  21,  1936,  at 
2  p.m.,  for  further  consideration  by  board. 


254-35-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Winter  Mead  and 
R.  Hawley  Truax,  as  Trustees  of  Owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7 a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  alteration  of  an  existing  building  now 
occupied  as  a  storage  garage  for  more  than  five 
(5)  motor  vehicles  and  stores,  so  as  to  create  a 
gasoline  service  station  from  a  portion  of  the 
existing  garage  and  stores,  a  portion  of  the  gaiage 
having  been  previously  granted  by  the  board  (re¬ 
opened  December  20,  1935). 

PREMISES  AFFECTED— 300-318  Cathedral  parkway, 
486-489  Central  Park  West  and  1-11  West  109th 
street  (Block  No.  1845,  Lot  No.  36),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Archie  H.  Samuels  and  Max 

Siegel. 

For  Opposition:  Bernard  Trencher  and  Emanuel 
Freiberg. 

ACTION  OF  BOARD— Laid  over  to  January  17,  1936,  at 
2  p.m. 
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1552-21-BZ. 

APPLICANT— Alexander  H.  Rockmore,  for  Beatrice 
Freeman,  owner. 

SUBJECT — Application  for  reopening — restoration  to  Cal¬ 
endar,  having  been  previously  withdrawn— re  Ap¬ 
plication,  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 718-720  Coney  Island  avenue, 
west  side,  461.15  ft.  south  of  Avenue  C  (Block 
No.  5378,  Lot  No.  28),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Alexander  H.  Rockmore. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


771-26-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  Firestone  Tire  and 
Rubber  Company,  owners. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7c  and  21  of  the  building 
zone  resolution,  permitting  partly  in  a  residence 
district  and  partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  business  building;  also 
a  gasoline  service  station. 

PREMISES  AFFECTED — 606-618  East  Fordham  road, 
southwest  corner  of  Hughes  avenue  (Block  No. 
3078,  Lot  Nos.  16  and  17),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Sidney  L.  Strauss. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  February  4,  1936, 
at  2  p.m.  Applicant  to  notify  property  owners  in 
the  affected  area  by  registered  mail  not  later  than 
January  24,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


106-35-BZ. 

APPLICANT — Fertig,  Walter  &  Gottesman  for  Michael 
Tuch,  owner. 

SUBJECT — Application  for  interpretation  of  resolution — 
re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
change  of  occupancy  of  an  existing  building  to 
business  use  (restaurant,  ball  room,  etc.) 

PREMISES  AFFECTED — 153-14  90th  avenue,  south  side, 
100.08  east  of  153d  street  (Block  No.  829,  Lot  No. 
20),  Jamaica,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Resolution  interpreted. 

THE  VOTE  TO  INTERPRET  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


RESOLUTION  INTERPRETED— 


(106-35-BZ) 

Premises  153-14  90th  avenue,  south  side,  100.08  ft.  east 
of  153d  street  (Block  No.  829,  Lot  No.  20),  Jamaica, 
Borough  of  Queens. 

Whereas,  request  is  made  for  interpretation  of  the  reso¬ 
lution  adopted  by  the  board  on  July  16,  1935,  as  to  whether 
it  was  intended  to  include  as  a  business  use  the  holding  of 
dances  for  which  admission  is  charged  by  non-profit  mak¬ 
ing  organizations  whose  regular  meeting  place  is  in  this 
building  and  for  whose  financial  benefit  dances  are  held. 

Resolved,  that  it  was  not  the  intent  of  the  resolution 
adopted  July  16,  1935,  to  classify  such  dances  as  a  business 
use. 


499-31-BZ. 

APPLICANT— Austin  W.  Magee,  for  Ernest  Reiss, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7f  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
maintenance  of  a  gasoline  service  station  for  a 
temporary  period  of  two  (2)  years.  (Previously 
granted  by  the  board  for  a  temporary  period.) 
PREMISES  AFFECTED— 262-18  Hillside  avenue  (for¬ 
merly  262-10),  southwest  corner  of  263d  street 
(Block  No.  4528,  Lot  Nos.  31,  32  and  33),  Floral 
Park,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Austin  W.  Magee. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION— 

(499-31-BZ) 

Whereas,  this  application  to  permit  in  a  business  dis¬ 
trict  the  maintenance  of  a  gasoline  service  station  for  a 
temporary  period  of  two  years  affecting  premises  262-18 
Hillside  avenue  (formerly  262-10),  southwest  corner  of 
263d  street  (Block  No.  4528,  Lot  Nos.  31,  32  and  33), 
Floral  Park,  Borough  of  Queens,  was  granted  by  the  board 
April  1,  1932,  for  a  temporary  period  of  two  years,  time 
to  complete  work  extended,  October  14,  1932;  and 

Whereas,  Austin  W.  Magee  for  present  owner,  Ernest 
Reiss,  requested  a  reopening  of  the  case  and  a  further 
extension  of  the  temporary  period;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  April  30,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing  January  14,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hillside  avenue  at  the  junc¬ 
tion  of  263d  street  is  a  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  August  6,  1935,  reads : 

“Your  request  for  a  certificate  of  occupancy  for  use 
of  premises  262-10  Hillside  avenue,  southwest  corner 
of  263d  street,  Floral  Park  Gardens,  as  a  gasoline 
service  station  is  denied  inasmuch  as  the  Board  of 
Standards  and  Appeals  in  their  499-BZ  limited  such 
use  to  a  period  of  time  not  beyond  April  1,  1934.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  60  ft.  on  Hillside  avenue  and  100  ft.  on 
263d  street,  upon  which  are  located  a  one  story  store  and 
grease  pit  structure  53  ft.  by  24  ft.  in  area,  and  the  neces¬ 
sary  tanks  and  pumps  for  a  gasoline  service  station ;  and 


MINUTES 


Whereas,  the  premises  were  inspected  by  a  committee 
of  the  board  prior  to  the  hearing  and  the  committee  found 
that  the  development  within  the  usual  area  had  not  pro¬ 
gressed  beyond  the  condition  found  by  the  committee  when 
previous  variation  was  granted. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
April  1,  1932,  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  the  period  of  the  permit,  so  that  as 
amended  this  portion  of  the  resolution  will  read: 

“granted  under  section  7f  for  a  temporary  period  of 
two  years  from  the  date  of  this  action ;  that  other  than 
as  amended  herein  the  resolution  adopted  on  April 
1,  1932,  shall  be  complied  with  in  all  respects.” 


53-29-BZ. 

APPLICANT — Edward  L.  Kelly,  for  Harry  Barrow, 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 5231-5247  Kings  highway, 
northeast  corner  of  Foster  avenue  (Block  No. 
7949,  part  of  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Edward  L.  Kelly. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(53-29-BZ) 


Whereas,  this  application  affecting  premises  5231-5247 
Kings  highway,  northeast  corner  of  Foster  avenue  (Block 
No.  7949,  part  of  Lot  No.  1),  Borough  of  Brooklyn,  was 
granted  by  the  board  July  2,  1929,  resolution  amended 
October  8,  1931,  and  further  amended  from  time  to  time, 
and  applicant  requests  a  further  amendment. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
October  8,  1931,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  completion  of  work,  so  that  as 
amended  this  portion  of  the  resolution  will  read : 

“that  in  view  of  the  statement  that  plans  have  been 
filed  and  approval  of  the  same  obtained,  the  time  to 
complete  shall  be  extended  one  year  from  the  date  of 
this  amended  resolution ;  that  other  than  as  amended 
herein,  the  resolution  of  October  8,  1931,  shall  be  com¬ 
plied  with  in  all  respects.” 


64-32-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Anna  Weiss, 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


PREMISES  AFFECTED— Southwest  corner  of  White 
Plains  avenue  and  East  223d  street  (Block  No. 
4824,  Lot  Nos.  1  and  82),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 4 

Negative  .  ® 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(64-32-BZ) 

Whereas,  this  application  affecting  premises  southwest 
corner  of  White  Plains  avenue  and  East  223d  street  (Block 
No.  4824,  Lot  Nos.  1  and  82),  Borough  of  The  Bronx,  was 
granted  by  the  board  July  17,  1934,  on  certain  conditions, 
time  extended  July  9,  1935,  and  applicant  requested  a  fur¬ 
ther  extension  of  time  to  complete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  17,  1934,  in  view  of 
statement  by  applicant  that  plans  have  been  filed  with  the 
commissioner  of  buildings  and  approved  by  him  and  work 
about  40  per  cent  completed,  to  extend  the  time  within 
which  to  complete  all  work  to  six  months  from  the  date  of 
this  amended  resolution,  on  condition  that  other  than  as 
amended  herein  the  resolution  adopted  by  the  board  on 
July  17,  1934,  shall  be  complied  with  in  all  respects. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
344-34.  A. 

APPELLANT— Sun  Klean  Chemical  Co.,  Inc.,  lessee. 
SUBJECT— Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED— 548  Cassanova  street  (Block 
No.  2768D,  Lot  No.  193),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Appellant:  Samuel  R.  Buxbaum. 

For  Administration:  Inspector  Meyer  of  Fire 
Department. 

ACTION  OF  BOARD— Laid  over  to  February  11,  1936,  at 
2  p.m.,  on  request  of  appellant. 


328-33-A. 

APPELLANT— Edward  P.  Doyle  for  Joseph  I.  Girardi, 
owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 4299  Boston  road,  west  side, 
283.31  ft.  south  of  City  Line  (Block  No.  5655,  Lot 
No.  313),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration :  None. 

ACTION  OF  BOARD— Laid  over  to  January  28,  1936,  at 
2  p.m.,  on  written  request  of  appellant. 


330-35-A. 

APPELLANT— Eastern  Greyhound  Lines,  Inc.,  lessee. 
SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 
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PREMISES  AFFECTED— 12-12  43d  avenue,  southwest 
corner  of  13th  street  (Block  No.  443,  Lot  No.  15), 
Long  Island  City,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Bernard  Sobol. 

For  Administration:  Inspector  Meyer  of  Fire 
Department. 

ACTION  OF  BOARD— Laid  over  to  January  28,  1936,  at 
2  p.m.,  for  appellant  to  furnish  additional  informa¬ 
tion. 


342-35- A. 

APPELLANT— General  Outdoor  Advertising  Co.,  Inc., 
lessee. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 2314-2316  12th  avenue,  south¬ 
west  corner  of  West  132d  street  (Block  No.  2004, 
Lot  No.  74),  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant :  Emerson  F.  Davis. 

For  Administration:  Assistant  Engineer  Samuel 
Becker  of  Department  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  January  21,  1936,  at 
2  p.m.,  for  further  consideration  by  the  board. 


337-35-A. 

APPELLANT— Otto  J.  Sambach  for  Great  Eastern  Coal 
Co.,  Inc.,  owner. 

SUBJECT— Appeal  from  order  of  the  fire  commissioner. 

PREMISES  AFFECTED— 1739-1751  Hart  place,  south 
side,  287  ft.  7 )4  in.  west  of  Cropsey  avenue  (Block 
No.  6993,  Lot  No.  20  and  Block  No.  6994,  Lot  No. 
27),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Appellant :  Otto  J.  Sambach. 

For  Administration :  Inspector  Meyer  of  Fire 
Department. 

ACTION  OF  BOARD— Withdrawn  without  prejudice  to 
reopen  when  all  items  of  order  except  the  item  in 
question  are  complied  with  on  condition  that  the 
two  4,500  gallon  tanks  are  sealed  and  maintained 
empty. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  . 0 


340-35-A. 

APPELLANT — Minogue  &  Palmer,  for  Chelsea-Moore 
Corp.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 623-629  West  23d  street  and 
140-154  13th  avenue,  northeast  corner  (Block  No. 
669,  Lot  No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Appellant :  William  J.  Minogue. 

For  Administration :  Inspector  Meyer  of  Fire 
Department  and  Inspector  Maher  of  Depart¬ 


ment  of  Buildings. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  RESOLUTION— 

(340-35-A) 


Whereas,  Minogue  &  Palmer  for  Chelsea-Moore  Corp., 


owner,  filed  November  26,  1935,  an  appeal  from  an  order 
of  the  fire  commissioner  affecting  premises  623-629  West 
23d  street  and  140-154  13th  avenue,  northeast  corner  (Block 
No.  669,  Lot  No.  1),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  25,  1935,  Order  No.  8076-LC,  reads: 

“Relative  to  your  request  to  this  department  to  issue 
a  permit  authorizing  the  use  of  a  tank  of  a  capacity 
of  2,500  gallons  for  the  storage  of  gasoline  in  the 
storage  garage  located  at  the  address  mentioned,  I 
regret  to  inform  you  that  Section  156-1,  Chapter  10, 
Code  of  Ordinances,  restricts  the  maximum  capacity 
to  550  gallons. 

“YOU  ARE  THEREFORE,  HEREBY,  ADVISED 
TO 

“1.  Refrain  from  using  the  2,500  gallon  storage 
tank  (now  installed  in  the  premises  623  to  629  West 
23d  street)  for  the  storage  of  gasoline  in  violation  of 
the  provisions  of  the  Code  of  Ordinances.’’ 

and 

Whereas,  the  building  is  fireproof,  4  stories  (48  ft.)  in 
height,  227  ft.  7l/2  in.  by  101  ft.  3)4  in.  in  area;  OCCU¬ 
PIED  as  a  storage  garage  for  more  than  five  motor  vehi¬ 
cles  :  located  within  an  unrestricted  district ;  and 

Whereas,  the  applicant  claims  the  building  was  erected 
in  1920;  certificate  of  occupancy  No.  1976-C  issued  July  23, 
1934,  for  garage  on  1st  story,  factory  use  on  upper  stories; 
there  are  5  550  gallon  gasoline  tanks  buried  under  1st 
story  floor  at  east  side  of  building;  Fire  Prevention  Appli¬ 
cation  No.  517  of  1935  for  the  installation  of  a  new  2,500 
gallon  underground  gasoline  storage  tank  at  west  side  of 
the  building  was  disapproved  October  11,  1935,  by  the 
commissioner  of  buildings ;  the  board  of  buildings  granted 
an  appeal  October  17,  1935,  against  the  disapproval ;  there¬ 
after  application  No.  517  of  1935  was  approved  by  the 
commissioner  of  buildings,  the  tank  was  then  installed,  in¬ 
spected  and  tested  by  inspectors  of  the  Building  Depart¬ 
ment  and  Fire  Department  who  accepted  the  installation 
as  satisfactory;  this  garage  is  occupied  by  the  New  York 
Omnibus  Company  for  the  storage  of  buses  using  about 
4.000  gallons  of  gasoline  a  day ;  the  applicant  contends  that 
the  installation  of  one  2,500  gallon  tank  is  safer  than  an 
additional  battery  of  5  550  gallon  gasoline  tanks  and 
piping;  furthermore,  the  applicant  contends  there  are  many 
precedents  of  similar  installations  throughout  the  City  in 
garages  of  a  similar  occupancy ;  and 

Whereas,  these  premises  were  inspected  by  a  committee 
of  the  board  so  as  to  be  informed  prior  to  the  hearing; 
and 

Whereas,  the  board  deemed  that  a  hazardous  condition 
existed  because  of  the  use  of  the  building  contrary  to  the 
certificate  of  occupancy  and  the  use  permitted  under  Cal. 
No.  466-32-S  and  also  because  of  the  illegal  condition  ex¬ 
isting  as  to  piping  gasoline  from  existing  tanks  to  the 
third  story  garage. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
8076-LC  be  and  it  hereby  is  affirmed  and  that  the  appeal 
be  and  it  hereby  is  denied. 


356-35-A. 

APPELLANT — Samuel  Rosenblum,  for  Carstens,  Linne- 
kin  &  Wilson,  Inc.,  agents  for  Estate  of  H.  O. 
Havemeyer,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 119-121  Cedar  street  and  114- 
118  Liberty  street,  south  side,  77  ft.  3J4  in.  west 
of  Greenwich  street  (Block  No.  52,  Lot  No.  25), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
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THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(356-35-A) 

Whereas,  Samuel  Rosenblum  for  Carstens,  Linnekin  & 
Wilson,  Inc.,  Agents,  for  Estate  of  H.  O.  Havemeyer, 
owner,  filed  December  16,  1935,  an  appeal  from  an  order 
and  a  decision  of  the  Commissioner  of  Buildings,  affecting 
premises  119-121  Cedar  street,  and  114-118  Liberty  street, 
south  side,  77  ft.  3x/2  in.  west  of  Greenwich  street  (Block 
No.  52,  Lot  No.  25),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  Commissioner  of  Buildings, 
dated  November  2,  1935,  (Order  No.  25194-F),  reads: 

“1.  Raise  the  standpipe  gravity  tank  so  that  the 
bottom  of  said  tank  is  not  less  than  20  ft.  above  the 
hose  outlet  in  the  highest  story.  Sections  580-1,  chap¬ 
ter  5,  Code  of  Ordinances  and  Rule  91  of  the  Board 
of  Standards  and  Appeals.” 

and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  December  6,  1935,  reads: 

“In  reply  to  your  request  for  reconsideration  on 
Order  25194-F  issued  against  the  standpipe  tank  on 
the  above  premises,  you  are  advised  that  inspection 
shows  the  tank  less  than  20  ft.  above  the  top  story 
hose  valve  and  your  request  must  be  denied.” 

and 

Whereas,  the  building  is  fireproof,  11  stories  (150  ft.) 
in  height,  70  ft.  by  112  ft.  4  ins.  irregular  in  area:  OCCU¬ 
PIED:  1st  story — stores;  2nd  story — manufacture  of 
gaskets  and  showrooms — 20  persons ;  upper  stories — of¬ 
fices,  25  persons  per  story;  located  within  an  unrestricted 
district;  and 

Whereas,  the  applicant  claims  the  building  was  erected 
ir  1900,  no  certificate  of  occupancy  has  been  issued; 
equipped  with  a  standpipe  system  fed  from  a  4,650  gallon 
gravity  tank,  (3,500  gallons  reserved  for  standpipe  lines) 
the  bottom  of  which  is  9  ft.  above  the  hose  outlet  of  top 
story;  the  tank  is  maintained  full  by  regulation  pumps  of 
65  gallons  per  minute  capacity ;  the  present  condition  of 
the  building  has  been  in  existence  for  a  great  many  years ; 
the  floor  area  of  the  building  is  small,  faces  on  two  streets 
with  a  non-hazardous  occupancy ;  furthermore,  under 
the  above  conditions  it  would  cause  a  great  hardship  upon 
the  owner  if  compelled  to  replace  the  tank  with  a  new 
structure. 

Resolved,  that  the  order  (No.  25194-F)  and  decision  of 
the  Commissioner  of  Buildings  be  and  they  hereby  are 
modified  and  that  the  appeal  be  and  it  hereby  is  granted, 
permitting  the  standpipe  tank  to  be  at  an  elevation  not 
less  than  9  feet  above  the  highest  hose  outlet  of  the  top 
story,  on  condition  that  there  shall  be  reserved  at  all  times 
for  standpipe  service  only  not  less  than  3,500  gallons  and 
that  the  system  other  than  the  elevation  of  the  tank  shall 
comply  in  all  respects  to  the  Standpipe  Fireline  Rules  of 
the  Board  of  Standards  and  Appeals. 


358-35- A. 

APPELLANT — Hazard  E.  Reeves,  lessee  for  1600  Broad¬ 
way  Corp.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 1600  Broadway,  northeast  cor¬ 
ner  of  West  48th  street  and  720-730  Seventh  ave¬ 
nue  (Block  No.  1020,  Lot  No.  29),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Appellant:  Benjamin  F.  Isaacs. 

For  Administration :  Inspector  Meyer  of  Fire 
Department. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(358-35-A) 

Whereas,  Hazard  E.  Reeves,  for  1600  Broadway  Corp., 
owner  filed  December  16,  1935,  an  appeal  from  an  order 
of  the  fire  commissioner  affecting  premises  1600  Broadway, 
northeast  corner  48th  street,  and  720-730  Seventh  avenue, 
(Block  No.  1020,  Lot  No.  29),  Borough  of  Manhattan; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  9,  1935,  Order  No.  8249-LC,  reads : 

“With  reference  to  your  application  dated  October 
25th,  1935,  for  a  permit  to  conduct  a  motion  picture 
studio  at  above  location,  I  regret  to  inform  you  that 
I  am  without  power  to  grant  such  a  permit  for  the 
reasons : 

A.  The  occupancy  of  the  stories  above  the  motion 
picture  studio  are  not  a  like  occupancy  as  per  section 
245,  subdivision  1,  chapter  10,  Code  of  Ordinances. 

B.  No  fire  alarms  installed  in  premises  as  per  sec¬ 
tion  245,  subdivision  9a  and  b  of  chapter  10,  Code  of 
Ordinances. 

C.  No  fire  guardians  as  per  section  245,  subdivision 
7,  chapter  10,  Code  of  Ordiances. 

YOU  ARE  THEREFORE  HEREBY  ORDERED 
AND  REQUIRED  TO : 

1.  Refrain  from  maintaining  or  conducting  a  mo¬ 
tion  picture  studio  at  the  above  address  in  violation  of 
the  provisions  of  the  Code  of  Ordinances.” 

and 

Whereas,  the  building  is  fireproof,  10  stories  (150  ft. 
in  height,  113  ft.  8  in.  by  121  ft.  6  in.  in  area;  OCCUPIED: 
basement,  boiler  room;  1st  story,  stores;  2nd  story,  restau¬ 
rant  and  dancing;  3rd  story,  film  laboratories;  4th  story, 
photography;  5th  story,  artists;  6th  story,  offices  and  pro¬ 
jection  room;  7th  story,  film  laboratory;  8th  story,  offices, 
artist  and  manufacture  of  uniforms;  9th  story,  offices  and 
projection  room;  10th  story,  motion  picture  studios;  about 
20  persons  per  story ;  located  within  a  retail  district ;  and 

Whereas,  the  applicant  claims  the  building  was  erected 
in  1902,  altered  in  1911,  equipped  with  a  standpipe  system 
and  a  sprinkler  system  covering  the  entire  building;  no 
certificate  of  occupancy  has  been  issued ;  this  appeal  is 
made  solely  for  the  purpose  of  conducting  a  motion  pic¬ 
ture  studio  in  room  No.  404  located  on  4th  story  east  side 
at  center,  which  room  is  provided  with  two  exit  doors 
and  three  windows  opening  to  Seventh  avenue,  in  such 
room  the  applicant  at  present  is  conducting  a  sound  re¬ 
cording  studio  for  motion  pictures  under  permit  No.  28644, 
issued  by  the  Fire  Commissioner  which  expires  April  20, 
1936,  the  present  vaults  and  cabinets  have  a  capacity  for 
the  storage  of  75  reels  of  film;  however,  it  is  proposed  to 
store  not  more  than  25  reels  of  film  at  any  time;  the  only 
difference  between  the  present  occupancy  as  a  sound  re¬ 
cording  studio  and  a  motion  picture  studio  is  that  the 
motion  picture  studio  requires  cameras  for  motion  pic¬ 
tures  and  incandescent  lights;  the  Fire  Commissioner  has 
denied  the  applicant’s  application  of  October  25th,  1935  for 
permit  to  conduct  a  motion  picture  studio  as  being  con¬ 
trary  to  Section  245,  subdivision  1,  Chapter  10  of  the 
Code  of  Ordinance  which  prohibits  any  occupancy  in  a 
building  above  a  motion  picture  studio,  other  than  a  like 
occupancy  with  or  incidental  to  the  studio,  or  the  business 
of  producing  motion  pictures ;  the  premises  in  question  is 
now  used  principally  for  motion  picture  studios  and  busi¬ 
ness  incidental  to  the  same ;  furthermore,  the  applicant 
contends  that  the  proposed  occupancy  would  not  increase 
the  fire  hazard  in  the  slightest  degree;  it  is  further  pro¬ 
posed  to  build  dressing  rooms  in  a  room  separate  and 
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apart  from  the  studio,  so  that  clothing  of  performers 
would  not  be  thrown  around,  and  also,  the  scenery,  hang¬ 
ings  and  other  things  used  will  be  fireproofed. 

Resolved,  that  the  order  of  the  Fire  Commissioner,  No 
8249-LC,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  occupany  of 
Office  No.  404  on  the  fourth  floor  of  this  building,  as  indi¬ 
cated  on  plans  filed  with  this  appeal,  as  a  motion  picture 
studio,  on  condition  that  there  shall  at  no  time  be  more 
than  twenty-five  (25)  reels  of  films  used  or  stored  therein 
and  that  such  reels  shall  be  stored  in  an  approved  cabinet 
with  a  sprinkler  head;  that  any  scenery  and  properties 
shall  be  of  flameproof  material;  that  no  dressing  room  shall 
be  maintained  in  this  office,  No.  404,  but  shall  be  placed  in 
office  No.  406,  separated  by  an  incombustible  partition; 
that  means  of  exit  shall  be  maintained  from  Room  404, 
as  shown,  one  direct  from  the  corridor  and  one  into  Room 
406  with  an  additional  door  installed  within  a  distance  of 
15  feet  from  the  outside  wall  in  the  partition  dividing 
office  404  from  406;  that  these  two  doors  in  this  partition 
shall  open  in  the  general  direction  of  exit ;  that  the  sprink¬ 
ler  and  standpipe  systems  shall  be  maintained  in  accord¬ 


ance  with  the  rules  of  the  Board  of  Standards  and  Ap¬ 
peals  and  waiving  the  requirement  of  fire  alarm  and  fire 
guardians  only  so  long  as  this  particular  occupancy  is  the 
only  motion  picture  studio  occupancy  in  this  building. 


APPLIANCE  SUBMITTED  FOR  APPROVAL 

352-35-SA. 

APPLICANT— J.  A.  Flynn  for  Todd  Combustion  Equip¬ 
ment,  Inc.,  owner. 

SUBJECT— Todd  Fuel  Oil  Fill  Pipe  Terminal,  approval 
of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board. 


Adjourned  5:10  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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*  CORRECTION. 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals,  held  Tuesday,  December  3,  1935,  as  they 
appeared  in  Bulletin  No.  50,  Vol.  XX,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(228-33-SA) 

Whereas,  General  Electric  Co.,  owner,  filed,  June  21, 
1933,  an  application  for  approval  of  their  device  known  as 
the  General  Electric  Oil  Burner,  Type  DA-2 ;  and 

Whereas,  this  device  was  submitted  to  the  fire  depart¬ 
ment  for  test  and  report,  and  a  report  of  the  assistant  chief 
of  the  Bureau  of  Combustibles,  Fire  Department,  dated 
July  10,  1933,  recommended  the  approval  of  this  device; 
and 


*  Corrections — Words  “hot  water,  vapor,  and”  added  in 
line  11,  of  resolution,  “and  in  hot  water  and  vapor”  added 
in  line  18  and  “vapor,  hot  water,  and”  added  in  line  22. 


Whereas,  this  device  was  approved  by  the  Board  July 
14,  1933,  for  use  in  steam  heating  furnace  units  and  appli¬ 
cant  requested  approval  for  hot  water,  vapor  and  warm  air 
heating  furnace  units ;  and 

Whereas,  the  application  was  reopened  by  vote  of  the 
Board ;  and 

Whereas,  the  report  of  the  engineer  of  the  board, 
dated  November  22,  1935,  recommended  the  approval  of 
the  use  of  the  General  Electric  Oil  Burner  Type  DA-2 
for  use  in  warm  air  and  in  hot  water  and  vapor  heating 
furnace  units. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  General  Electric 
Oil  Burner,  Type  DA-2,  for  use  in  domestic,  commercial 
and  industrial  installations  in  steam  heating  boilers,  vapor, 
hot  water  and  warm  air  heating  plants,  designed  and  built 
to  operate  with  it  as  a  unit  and  in  industrial  plants  when 
installed  in  accordance  with  the  oil  burner  rules  of  the 
Board  of  Standards  and  Appeals  and  the  report  of  the 
assistant  chief  of  the  Bureau  of  Combustibles,  Fire  Depart¬ 
ment,  and  the  engineer  of  the  board. 


PUBLIC  HEARING 


PROPOSED  AMENDMENT  OF  OIL  BURNER  RULES. 


(217-21-SR) 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Tuesday,  January  28,  1936,  at  2  P.  M.,  Room  1013,  Muni¬ 
cipal  Building,  on  Proposed  Amendment  of  Oil  Burner 
Rules. 

Matter  in  italics  is  new ;  matter  in  brackets  [  ]  old  matter 
to  be  omitted. 

OIL  BURNER  RULES 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREV/ITH 

Rule  7.  Piping. 

Section  4.  Fill  Pipes. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
[designed  to  prevent  tampering  by  unauthorized  persons 
and  shall  be  provided  with  raised  letters  reading:  “Fuel 


Oil”  on  fixed  portion  of  terminal  body],  constructed  of 
suitable  material,  provided  ivith  lugs  for  imbedding  in 
concrete  or  in  lieu  thereof  set  screw  to  fasten  terminal 
to  fill  pipe.  The  outer  flange  of  the  fill  pipe  terminal 
shall  be  provided  with  letters  reading  “ Fuel  Oil”  and  the 
calendar  number  under  which  the  fill  pipe  terminal  has 
been  approved.  The  fill  pipe  terminal  and  nipple  end  shall 
be  suitably  threaded.  An  oil  proof  gasket  inserted  in  a 
groove  in  the  nipple  end  shall  be  provided  so  as  to 
render  the  fill  pipe  terminal  leak-proof.  A  strainer  is  not 
required  but  if  used  must  be  of  not  less  than  l/&  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

[(e)  Fill  pipes  shall  be  designed  to  prevent  escape  of 
oil  vapor  from  storage  tanks  at  fill  pipe  terminal.] 
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♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  January  7,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  2,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows  . 

THE  RESOLUTION— 

(130-35-BZ) 

Whereas,  Edwin  H.  Snackenberg,  for  N.  Y.  Rapid  Tran¬ 
sit  Corporation,  owner,  filed  May  23,  1935,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
district  the  extension  of  an  existing  gasoline  service  sta¬ 
tion  and  also  the  erection  and  maintenance  of  a  motor 
vehicle  repair  shop;  premises:  402-10  64th  street  and  64-01 
to  64-19  Fourth  avenue,  southeast  corner  (Block  No.  5818, 
part  of  Lot  No.  1),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  7,  1935,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  64th  street  is  in  a  business 
district ;  65th  street  is  in  business  and  unrestricted  districts 
and  4th  avenue  is  in  business  and  unrestricted  districts; 
and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  June  13,  1935,  (re  N.  B.  App.  No.  3167- 
1935),  reads : 

6.  The  extension  of  an  existing  “gasoline  service 
station”  and  the  erection  of  a  “motor  vehicle  repair 
shop”  in  a  business  district  is  contrary  to  Art.  II,  sec¬ 
tion  4a,  subdivisions  29  and  46  of  zone  resolution.  Pro¬ 
position  is  therefore  re-denied. 

NOTE :  Fire  Department  letter  of  April  9,  1935,  in¬ 
dicates  the  installation  of  gasoline  tanks  and  pumps 
under  permit  No.  64062  issued  on  December  27,  1921, 
and  the  subsequent  use  as  a  gasoline  service  station 
under  permit  No.  99283  issued  September  6,  1923 — all 
on  a  lot  on  the  southeast  corner  of  F'ourth  avenue  and 
64th  street,  fronting  50  feet  on  Fourth  avenue  and  80 
feet  on  64th  street. 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  161  feet  on  Fourth 
avenue  and  87.5  feet  on  64th  street — upon  which  is  located 
a  gas  station;  this  existing  gas  station  is  described  in  Fire 
Department  records  as  having  a  frontage  of  50  feet  on 
Fourth  avenue  and  80  feet  on  64th  street.  There  are  three 
buildings  now  on  the  plot  which  are  to  be  removed — a  one- 
story  brick  office  18  ft.  by  25  ft.  in  area  and  two  one-story 
metal  garages  for  the  storage  of  a  total  of  3  cars.  It  is 
proposed  to  relocate  the  existing  pumps  (3  of  which  are 
shown  to  be  outside  the  legal  limits  of  the  gas  station), 
erect  additional  pumps  and  also  a  one-story  structure  121 
ft.  by  25  ft.,  irregular  in  area,  to  be  used  as  auto  show 
room,  motor  vehicle  repair  shop,  office,  greasing  room  and 
auto  laundry,  to  be  occupied  as  a  gasoline  service  station ; 
and 

Whereas,  the  premises  under  appeal  was  the  subject  of 
an  inspection  by  a  committee  of  the  board,  report  of  which, 
read  at  this  hearing,  recommended  the  granting  of  the  ap¬ 
plication  as  to  gasoline  station  under  certain  conditions 
but  recommended  denial  of  motor  vehicle  repair  shop ;  and 


*Correction — Report  of  Committee  of  Inspection  added 
to  resolution. 


Whereas,  this  report  reads  as  follows: 

REPORT  OF  COMMITTEE 

January  6,  1936. 

Cal.  No.  130-35-BZ. 

Premises — 402-10  64th  street  and  64-01  to  64-19  Fourth 
Ave.,  Borough  of  Brooklyn. 

This  is  an  application  under  sections  7- A  and  21  to 
reconstruct  and  extend  in  area  an  existing  gasoline 
station  established  in  1921  prior  to  the  amendment  to 
the  Zoning  Resolution  prohibiting  gasoline  stations  in 
business  districts.  The  site,  of  irregular  shape,  is  part 
of  the  block  front  between  64th  and  66th  streets  occu¬ 
pied  mainly  as  railroad  yards.  Under  part  of  this  site 
the  Sea  Beach  Railroad  leaves  the  open  cut  and  enters 
the  Fourth  avenue  subway.  To  the  rear  of  the  plot 
is  a  B.M.T.  power  house  facing  64th  street.  It  is 
established  that  the  corner  has  been  in  use  since  1921 
as  a  gasoline  station.  The  frontages  on  Fourth  avenue 
and  64th  street  are  zoned  for  business  use  and  railroad 
yards  for  unrestricted  use.  From  information  given 
by  the  Board  of  Transportation,  the  subway  wall  is 
within  fifty  feet  of  the  corner  of  64th  street  and  the 
roof  of  the  subway  structure  is  some  nine  or  ten  feet 
below  grade.  Such  new  buildings  as  are  proposed 
would  be  north  of  this  subway  wall  and  tanks  would 
be  installed  twenty  feet  from  it.  The  construction  of 
the  wall  is  such  that  any  damage  from  possible  seepage 
is  minimized. 

In  the  opinion  of  the  committee  it  would  be  reason¬ 
able  to  permit  the  reconstruction  of  this  station  partly 
because  of  its  existence  prior  to  1925  and  partly  be¬ 
cause  the  balance  of  the  plot  not  now  used  as  a  gaso¬ 
line  station  adjacent  and  over  the  roof  of  the  subway 
is  not  available  for  a  conforming  building.  The  com¬ 
mittee  do  not  approve  the  additional  nonconforming 
use  for  automobile  repairing  and  recommend  that  the 
proposed  show  room  building  be  extended  either  as  a 
building  or  wall  to  the  rear  of  the  property  along  64th 
street  with  only  one  access  door  for  automobiles  on 
this  street;  that  all  pumps  be  erected  at  least  ten  feet 
back  from  the  established  building  line  and  no  tanks 
installed  within  twenty  feet  of  the  subway  wall ;  that 
all  existing  buildings  and  sign  boards  be  removed ; 
that  working  plans  be  submitted  for  approval  and  that 
other  conditions  be  imposed  as  the  board  deems  de¬ 
sirable  ;  that  this  application  be  granted  under  section 
21  as  section  7- A  does  not  apply. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  the  board  deems  that  the  applicant  is  entitled 
to  relief  under  section  21  of  the  building  zone  resolution 
as  to  gasoline  station. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21,  permitting  the  existing  gasoline  station  to  be  extended 
southerly  substantially  as  indicated  on  plans  filed  with  this 
appeal  and  new  buildings  to  be  constructed  subject  to  such 
conditions  as  the  board  may  deem  desirable  to  impose 
after  complete  working  drawings  have  been  submitted  for 
approval,  carrying  out  the  recommendations  in  the  report 
of  the  Committee  of  Inspection,  dated  January  6,  1936  and 
that  such  plans  shall  be  submitted  within  one  month  from 
the  date  of  this  action. 


There  is  now  on  display  in  one  of  the  rooms  in  this 
Board  a  set  of  seven  maps  of  the  City  of  New  York, 
covering  the  real  property  inventory  report,  prepared  by 


the  Mayor’s  Committee  on  City  Planning.  If  interested, 
these  maps  may  be  seen  any  week  day  and  up  to  12  o’clock 
on  Saturdays. 
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ANNUAL  REPORT 


City  of  New  York 
Board  of  Standards  and  Appeals 

HARRIS  H.  MURDOCK,  Chairman 
MUNICIPAL  BUILDING 


January  20th,  1936. 

Hon.  Fiorello  H.  La  Guardia, 

Mayor  of  The  City  of  New  York, 

City  Hall,  Manhattan. 


Sir  : 

This  is  the  twentieth  annual  report  of  the  Board  of  Standards  and  Appeals  for  the  year  ending  December  31,  1935. 

For  two  decades  this  Board  has  filled  a  very  necessary  need  in  relation  to  property  and  to  construction.  Estab¬ 
lished  under  an  amendment  to  the  Greater  New  York  Charter  under  Chapter  503  of  the  Laws  of  1916,  the  Board  was 
empowered  to  test  and  approve  materials  used  in  construction,  adopt  rules  to  supplement  and  carry  into  effect  laws 
and  ordinances  relating  to  construction  and  to  review  and  modify,  where  justified,  determinations  of  the  administrative 
officials.  Later,  when  the  Board  of  Estimate  and  Apportionment  adopted  the  Zoning  Resolution,  the  Board  of  Standards 
and  Appeals,  under  the  State  enabling  act,  was  empowered  to  adopt  supplementary  rules  and  grant  variances. 

It  is  desirable  to  restate  these  functions  that  were  granted  to  the  Board  in  1916  and  which  have  in  no  wise  been 
diminished  by  any  legislation  adopted  since.  In  last  year’s  annual  report  it  was  stated  that  opinions  of  the  Corporation 
Counsel  as  to  Chapter  764  of  the  Laws  of  1933  had  clarified  that  law  to  the  effect  that  the  powers  of  the  Board  of 
Standards  and  Appeals  to  hear  appeals  and  to  adopt  rules  had  not  been  modified  or  abridged. 

In  Court  reviews  during  the  past  year,  mainly  on  questions  of  zoning,  the  Board  has  been  universally  upheld, 
thanks  not  only  to  the  complete  hearings  held,  inspections  of  sites  involved  and  adequate  findings  upon  which  the 
decisions  were  based,  but  in  a  large  measure  to  the  able  support  of  the  Corporation  Counsel.  The  records  of  Court 
decisions  which  have  been  published  in  the  Bulletin  from  week  to  week  during  the  last  three  years  have  been  republished 
in  the  Bulletin  of  December  31,  1935.  In  these  three  years  there  have  been  101  decisions  of  the  Board  reviewed,  most 
of  them  in  the  Court  of  first  resort  only,  but  a  number  have  been  carried  to  the  Appellate  Division  and  to  the  Court 
of  Appeals.  Out  of  this  total,  the  Board  has  been  finally  reversed  in  8  cases  only,  in  5  of  which  the  Board  accepted 
the  Court  decision  without  further  appeal,  in  which  the  Board  might  have  been  upheld.  The  importance  of  this  record 
is  not  only  that  the  Courts  have  respect  for  the  Board’s  findings,  but  decisions  have  been  reached  which  greatly 
strengthen  zoning  principles.  It  has  also  been  noted,  with  great  satisfaction,  that  the  public  is  improving  in  zoning 
mindedness,  particularly  through  Neighborhood  and  Taxpayer  Associations  whose  representatives  zealously  oppose 
applications  for  variances.  These  associations,  through  the  Mayor’s  Committee  on  City  Plan,  are  being  encouraged  to 
interest  themselves  in  improving  zoning  conditions  and  there  is  certainly  much  room  for  improvement,  particularly  in 
sections  which  were  zoned  prior  to  development  and  have  not  been  rezoned  since.  The  Board  has  observed  many 
streets  zoned  as  business  but  built  solidly  with  homes  and  has  urged  associations  to  petition  the  Board  of  Estimate  and 
Apportionment  to  correct  the  zoning.  The  Board  was  gratified  to  receive  recently  from  Mr.  Edward  M.  Bassett,  the 
nationally  recognized  authority  on  zoning,  a  letter  which  said  in  part — “You  can  imagine  how  delighted  I  am  after  at 
least  twenty  years  of  rather  intensive  work  on  the  subject  of  zoning  to  find  that  your  Board  so  exactly  carries  out  the 
ideas  that  I  have  been  preaching  all  over  the  country.” 

While  determinations  as  to  zoning  variances  are  of  vital  importance,  the  other  functions  of  the  Board  are  even 
more  important  to  owners  of  buildings.  The  rationalizing  of  the  oil  burner  rules  has  had  important  effects  in  con¬ 
trolling  the  use  of  fuel  oil  and  oil  burning  devices,  all  of  which  come  within  the  scope  of  the  Board’s  work.  Each 
device  presented  for  approval  is  thoroughly  tested  under  working  conditions  by  one  of  the  Commissioners  and  the 
Board’s  Engineer  with  the  cooperation  of  Engineers  of  the  Fire  Department. 

Many  improvements  have  been  put  into  effect  for  the  convenience  and  assistance  of  the  public  and  to  speed 
determinations,  such  as  the  publication  of  Court  decisions,  index  of  rules  adopted  giving  the  latest  issue  of  the  Bulletin 
in  which  each  set  of  rules  appeared,  inspection  of  premises  prior  to  hearing  so  that  the  Board  members  will  be  per¬ 
sonally  familiar  with  the  conditions,  and  report  and  recommendations  to  the  Engineer  of  the  Board  of.  Estimate  on 
proposed  zoning  changes.  Publication  of  reports  of  inspections  has  materially  aided  the  public  in  indicating  the  views 
of  the  Board  as  to  variances  and  undoubtedly  has  eliminated  the  filing  of  unwarranted  applications  which  obviously  would 
not  come  within  the  zoning  exemptions  under  which  the  Board  has  the  power  to  grant.  This  has  strengthened  the  Zon¬ 
ing  Law,  reassured  property  owners  and  helped  to  stabilize  realty  values. 

Instead  of  reporting  in  December  desirable  amendments  to  the  law,  the  Board  has  cooperated  with  the  Corpora¬ 
tion  Counsel  and  others  throughout  the  year  in  this  respect.  A  case  in  point  is  the  adoption  of  Section  7H  by  the 
Board  of  Estimate  and  Apportionment,  having  to  do  with  storage  and  parking  of  automobiles  on  vacant  property.  The 
Chairman  of  the  Board  urged  this  before  the  Board  of  Estimate  and  Apportionment  who  unanimously  adopted  the 
proposal.  Following  the  clarifying  decision  by  the  Court  of  Appeals  in  Monument  Garage  vs.  Levy,  this  new  Section 
7H  should  provide  the  proper  solution  of  the  parking  problem. 

Just  as  the  Board  reported  in  1931  that  garages  had  “reached  the  saturation  point,”  the  same  can  certainly  now 
be  said  of  gasoline  stations  and  the  problem  now  presented  is  the  parking  lot  and  the  used  car  sales  space. 

The  statistical  report  follows : 
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SUMMARY 


DOCKET. 

Cases  pending  December  31,  1934  . 

Cases  filed  up  to  December  31,  1935 . 

Restored  to  Calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation . 

Total . 

Disposed  of  . 


163 

365 

129 


369 

133 

0 

6 

62 

10 

9 

0 

0 

1246 

1070 


DISPOSITION  OF  CASES. 

Withdrawn  .  40 

Dismissed  .  1  ; 

Denied  .  100 

Granted  .  5 

Granted  on  condition  .  211 

Appliances  approved  . _ .  87 

Appliances  dismissed,  disapproved  or  withdrawn -  22 

Rules  approved  . . . . 

Rules  disapproved,  rescinded  or  withdrawn .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  337 

Requests  to  reopen  denied  .  8 

Requests  to  amend  granted .  133 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  0 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  6 

Requests  to  rescind  denied  . 0 

Requests  for  extension  of  time  granted .  62 

Requests  for  extension  of  time  denied .  0 

Requests  for  extension  of  permit  granted .  10 

Requests  for  extension  of  permit  denied  .  0 

Plans  approved  . 

Plans  disapproved  . 

Administrative  requests  granted  . . . . . 

Administrative  requests  denied  or  withdrawn  .  0 

Interpretations  . 0 

Requests  withdrawn  or  dismissed .  24 

Total  .  1070 


Cases  pending  December  31,  1935 
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$  80.00 
66.15 

NOV. 

$  62.50 
51.58 

DEC. 

$  55.00 
80.84 

TOTAL 

$197.50 

198.57 
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70 
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33 
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35 
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1934 
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1923 

1562 
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189 
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1926 
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85 
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459 

1927 
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669 
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1273 
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62 
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1387 
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1930 
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175 

38 
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1268 
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44 
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539 
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1272 
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22 
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54 

34 
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1934 
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47 

51 
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1935 
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14 
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Total 
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HARRIS  H.  MURDOCK,  Chairman. 


EDWARD  V.  BARTON,  Chief  Clerk. 
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RULES 


“STANDPIPE”-“FIRELINE”  rules  adopted 
JUNE  13,  1930;  DECEMBER  2, 

[281-22-SR] 

Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
j4-inch  or,  by  permission  of  the  Fire  Commissioner,  ^-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect. 

Rule  2.  APPROVAL.  Before  acceptance  all  standpipe 
(fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the  street  Siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  100 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply, 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  50  lbs.  per  sq.  in.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing,  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  stand¬ 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

When  deemed  necessary  by  the  Fire  Commissioner,  sec¬ 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  S]/2  x  11 
in.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 

Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 

There  shall  be  an  engineer,  superintendent  or  other  per¬ 
son  in  charge  of  the  standpipe-fire  line  system  in  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
be  registered,  and  submit  to  an  examination  in  the  Fire 
Department.  Upon  evidence  of  fitness  to  properly  operate 
and  maintain  the  standpipe  system  he  shall  be  granted  a 
Certificate  to  that  effect.  The  certificate  shall  contain  the 
full  name  and  a  small  photograph  of  the  holder. 

Day  and  night  service  shall  be  maintained  in  all  build¬ 
ings  exceeding  250  feet  in  height  in  which  there  is  a  fire 
pump. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
least  one  certified  operator  on  duty  during  every  perform¬ 
ance.  Buildings  of  large  areas,  industrial  plants,  amuse- 
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ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duly  when  deemed  necessary  by  the  fire  commissioner. 

Rule  4.  MONTHLY  INSPECTION.  All  valves,  hose, 
tools,  and  other  auxiliary  fire  appliances  shall  be  kept 
in  perfect  working  order,  and  at  least  once  a  month  the 
person  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
Fire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

lie  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 
premises  for  examination  by  a  representative  of  the  Fire 
Department. 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
fiity  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department ;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
of  the  owner  of  the  premises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5.  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturer’s  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
drawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shall  be  present  at  all  times. 

Rule  7.  AREA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances,  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical  distance  measured  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  in  the  case  of  flat  roofs,  and  to  the  average 
height  of  gable  in  case  of  roofs  having  a  pitch  of  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth,  to  make  possible  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary.  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

(a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hav¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  main 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  wilil  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Works  Association :  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  and 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  of  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank, 
3  inches  below  the  top  (of  sides).  Overflows  shall  termi¬ 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  the 
highest  story. 
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Rule  22.  PYRAMID  OR  TOWER  ROOFS.  Where 
he  roof  of  the  building  is  designed  so  as  to  finish  in  a 
lyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
is  high  as  practicable  within  the  pyramid  or  tower.  Pro- 
,  dded,  however,  that  in  all  cases,  the  gravity  tank  is  not 
ess  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
oom  or  space  occupied  other  than  for  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
nachinery.  Fire  appliances,  as  may  be  required  by  the 
?ire  Commissioner,  shall  be  provided  in  such  tank  houses, 
devator  machine  rooms,  etc. 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
;ach  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
maced.  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter- 
-nediate  landings  every  12  ft.  or  less. 

Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
line  reserve  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted, 
under  these  rules,  no  check  valve  shall  be  required.  An 
O.  S.  &  Y.  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
1^4-inch  steam  line  with  a  1-inch  return  separately  trapped. 
The  water  in  the  tank  shall  be  maintained  at  a  temperature 
above  40°  F. 

Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
using  the  tank  supply  seven  days  a  week  supplying  both 
j  standpipe  and  house  service  lines  shall  not  require  heating. 
If  in  an  adequately  heated  enclosure,  interior  heating  of 
tanks  shall  not  be  required. 

Ru'e  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
have  at  least  10,000  gallon  effective  water  capacity  as  speci¬ 
fied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
concrete,  located  below  the  grade,  or  lowest  story,  if  there 
is  no  cellar  under  the  building.  The  Fire  Commissioner  may 
permit  suction  tanks  to  be  located  in  a  separate  enclosure, 
or  building  provided  they  are  accessible  and  when,  in  his 
judgment,  such  location  will  be  more  practicable.  House 
supply  tanks  may  be  connected  to  the  fire  pump  suction 
line,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
be  provided  on  such  house  supply  lines. 

Rule  28.  LOWEST  TANK  SUPPLY.  The  lowest  suc¬ 
tion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
diameter  taken  directly  and  independently  from  the  public 
street  main.  The  supply  shall  be  not  less  than  750  gallons  a 
minute,  and  shall  enter  the  suction  tank  above  the  top  or 
through  the  side  near  the  top  of  the  tank  and  shall  be  con¬ 
trolled  by  suitable  bronze  ball  cock  and  copper  float. 

Rule  29.  SUPPORT  FOR  TANKS.  Tanks  of  more 
than  500  gallons  capacity  thereafter  placed  in  or  on  any 
building  shall  be  supported  on  masonry,  reinforced  con¬ 


crete  or  steel  construction  of  sufficient  strength  and  car¬ 
ried  to  a  proper  foundation  as  provided  for  in  section  428, 
Chapter  5  of  the  Code  of  Ordinances. 

Rule  30.  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 
and  directed  by  the  Fire  Commissioner  and  as  prescribed 
in  Schedule  A.  Each  such  tank  shall  have  at  least  5,000 
gallons  of  water  reserved  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shall  be  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys¬ 
tem  of  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 
hereinafter  set  forth : 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
tank  with  the  riser  of  the  portion  of  equipment  supplied 
from  the  tank  and  in  this  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward,  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
&  Y.  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted,  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position.  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by-pass  type,  except  that  emergency  control  valves 
when  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  of  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
of  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit¬ 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.,  and 
at  more  frequent  intervals  if  deemed  necessary  by  the  Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per¬ 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems,  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may  be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 

Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 

One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair”  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18  in. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner.  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo¬ 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream, 
except  where  the  static  pressure  at  the  hose  outlet  is  l5 
lbs.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION.  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least  equal  to  the  diameter  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than 
five  inches. 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a)  In  every  building  hereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen¬ 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
lier  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test 
line  between  the  4  in.  relief  branch  and  the  tank  there  shall 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump.  In  the  line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

Rule  42.  NUMBER  AND  LOCATION  OF  FIRE 
PUMPS. 


SCHEDULE  A 


Approximate  Location  of  Pumps 

Total  No. 
of  Pumps 
Required. 

1j#  Pump 

2nd  Pump 

3rd  Pump 

4t/i  Pump 

^ 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

701'  to  800' 

3 

Below  grade 
level 

250'  to  300' 

500'  to  600' 

801'  to  900' 

4 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

600'  to  750' 

901' to  1000' 

4 

Below  grade 
level 

250' 

500' 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  house 
outlet. 
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Rule  43.  FIRE  PUMPS  IN  BUILDINGS  EXCEED- 
1  NG  1,000  FEET.  All  buildings  exceeding  1,000  feet  from 
rrade  level  to  uppermost  hose  outlet  shall  be  provided  with 
i  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
ine  of  the  lowest  pump. 

Rule  44.  TANK  CAPACITIES.  Suction  tanks  supply- 
ng  the  first  or  lowest  pump  shall  contain  not  less  than 
0,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
md  uppermost  supply  tanks  for  buildings  between  250  and 
100  ft.  as  described  in  above  schedule  shall  contain  not  less 
han  5,000  gallons  reserved  for  fire  pump.  Uppermost  sup- 
fly  tanks  on  all  other  buildings  shall  contain  not  less  than 
4,500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  of  the  open  type. 

Rule  45.  TANK  STRAINERS.  All  supply  tanks  shall 
)e  provided  with  bronze  strainers  at  pump  and  riser  intake 
ines. 

Rule  46.:  CENTRIFUGAL  FIRE  PUMPS.  Fire  pumps 
installed  under  these  rules  shall  have  a  capacity  of  750 
G.  P.  M.  and  shall  be  of  the  multi-stage  motor  driven  Cen¬ 
trifugal  type  designed,  constructed  and  installed  to  render 
the  highest  possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  enclosed 
in  eight  (8)  inch  brick  or  concrete  walls  with  approved  fire 
doors  at  openings  and  with  fireproof  floor  and  ceiling  con¬ 
struction.  If  located  in  the  lowest  story  of  the  building,  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one  (1) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
with  safe  egress  for  the  attendant. 

The  pumping  equipment  shall  be  adaptable  for  heavy  duty 
service  having  all  parts  of  ample  strength  with  liberal 
water  passage  and  all  working  parts  exposed  to  corrosion 
of  phosphor  bronze. 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
capacity  name  plate,  pressure  gauges,  relief  valves,  hose 
manifold  and  three  (3)  approved  2 y2  in.  hose  valves  with 
Standard  Fire  Department  male  threads.  Fire  pumps  shall 
take  suction  supply  under  a  head  of  water  and  in  no  case 
shall  there  be  less  than  six  (6)  feet  between  water  level  in 
tank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform  re¬ 
quirements  of  “The  National  Standard”  as  adopted  by  the 
following  associations : 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters, 
or  as  approved  by  the  Board  of  Standards  and  Appeals. 

Fire  pumps  to  be  designed  to  operate  at  not  less  than  five 
(5)  pre-determined  speeds  to  give  five  (5)  pre-determined 
pressures  which  will  insure  a  maximum  pressure  of  80  lbs. 
and  a  minimum  pressure  of  50  lbs.  throughout  the  building. 

Fire  pump  equipment  shall  be  so  designed  that  it  will 
operate  normally  at  least  five  (5)  speeds  to  provide  a  mini¬ 
mum  of  50  lbs.  pressure,  and  where  more  than  one  pump  is 
required  it  shall  be  capable  of  pumping  to  the  level  of  the 
next  highest  pump  station  in  case  of  breakdown  of  inter¬ 
mediate  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
run  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
continuous  service  and  four  (4)  for  standby  service. 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumping 
equipment  shall  be  free  from  defects  in  design,  workman¬ 
ship  and  material  and  shall  give  proper  and  continuous 
operation  under  the  conditions  of  service  specified  and  shall 
be  subject  to  approval  of  the  Board  of  Standards  and 
Appeals. 

Materials  entering  into  construction  of  this  equipment 
shall  be  the  best  quality  of  their  respective  kinds  and  all 
parts  shall  be  amply  proportioned  so  as  to  be  adaptable  for 
heavy  duty  service. 

CASING':  Casing  shall  be  of  close  grained  cast  iron  and 
divided  horizontally,  and  having  suction  and  discharge  con¬ 
nections  in  the  lower  half,  so  that  the  top  casing  can  be  re¬ 


moved  without  breaking  water  connections.  Casing  shall 
have  in  addition  to  flange  bolts,  additional  heavy  bolts  in¬ 
side  of  flange  to  prevent  leakage  between  stages.  Casing 
shall  be  tested  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

SHAFT :  Shaft  shall  be  made  of  best  grade  nickel  steel 
and  shall  be  ground  all  over  to  close  limits  and  a  high 
finish. 

IMPELLERS :  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  over. 

WEARING  RINGS  :  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type.  Impeller  wear¬ 
ing  rings  shall  be  securely  attached  to  impeller,  and  casing 
ring  shall  be  securely  locked  in  the  casing. 

SHAFT  SLEEVES :  Shaft  sleeves  shall  be  of  bronze 
and  extend  through  stuffing  boxes  to  protect  the  shaft 
from  corrosion  and  wear  from  the  packing. 

BEARINGS  :  Bearing  brackets  shall  be  of  the  best  grade 
of  close  grained  cast  iron  and  securely  bolted  to  the  lower 
half  of  the  casing. 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable.  Each  bear¬ 
ing  shall  be  equipped  with  two  oil  rings  to  insure  proper 
lubrication. 

COUPLING:  Coupling  shall  be  of  best  grade  cast  iron 
finished  all  over  and  keyed  to  shaft.  The  two  halves  shall 
be  connected  by  coupling  pins,  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves. 

STUFFING  BOXES  :  Stuffing  boxes  shall  be  of  suf- 
ficent  depth  to  prevent  excessive  leakage  and  shall  contain 
water  seal  rings  of  bronze. 

PACKING :  Packing  shall  be  held  in  place  by  bronze 
glands  horizontally  split  and  bolted  together. 

BED  PLATE:  Bed  plate  shall  be  of  cast  iron  of  heavy 
box  type  and  provided  with  finished  pads  to  which  the  pump 
is  bolted  and  doweled.  Foundation  bolt  rings  shall  be  drilled 
for  foundation  bolts.  Jack-screw  pads  to  be  cast  with  bed 
and  jack-screws  furnished  to  assist  in  aligning.  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends. 

PAINTING :  Pumps  shall  be  painted,  filled,  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 
in  the  bearing  brackets  to  be  painted  white  with  a  special 
oil-resisting  paint. 

Rule  48.  SPECIFICATIONS  FOR  ELECTRICAL 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS. 

TESTING:  Pumps  shall  be  tested  at  the  plant  of  manu¬ 
facturer  to  prove  that  they  can  fulfill  requirements  of 
specifications  and  guarantees  made. 

MOTOR:  (a)  Direct-current  motors  must  be  of  the 
shunt  or  cumulative  compound  wound  types.  The  speed  of 
the  motor  at  no  load  must  not  exceed  the  speed  at  full  load 
by  more  than  10%. 

Alternating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
of  fire  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herein. 

(b)  With  a  room  temperature  not  exceeding  40  deg.  C., 
motors  shall  be  designed  for  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 
overload  of  15%  without  stress  and  without  injurious  rise 
in  the  temperature.  Motors  shall  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury.  No 
electrical  or  mechanical  weakness  should  develop  during 
these  tests.  The  rise  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri¬ 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT  :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN :  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  of 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  ^equip- 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM:  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES:  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION:  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected 'by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

(c)  No  fuses  nor  other  overload  release  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING':  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH:  An  approved  knife  switch  for  independent 
sources  of  supply  must  be  provided,  having  one  pole  for 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS :  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breaker 
must  be  provided  to  indicate  the  presence  of  voltage  on  the 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING :  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  or 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot- 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARTUS :  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall,  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  panel 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injury 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF"  EQUIPMENT  :  The  entire  equipment  shall 
be  subject  to  test  and  inspection  by  representatives  of  the 
F"ire  Commissioner. 

POWER  SUPPLY :  Where  the  power  supply  can  be 
obtained  from  two  separate  street  feeders,  two  separate  and 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Edison 
three-wire  system  and  the  power  lines  are  protected  by  ap¬ 
proved  conduit  from  a  point  where  they  enter  the  building 
to  the  control  panel  in  tne  pump  room,  it  will  be  considered 
an  acceptable  source  of  power  supply. 

Isolated  Plant:  Where  the  source  of  supply  is  an  isolated 
plant  iocated  in  the  building  an  auxiliary  service  of  suf¬ 
ficient  capacity  shall  be  obtained  from  some  outside  source. 

Transmission  Lines:  (a)  The  lines  between  the  power 
plants  and  the  pump  room  must  be  of  such  number,  so 
arranged  and  so  located  that  there  will  be  small  chance  of 
an  interruption  of  service  to  the  motor,  due  to  accident  to 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approved 
conduit. 

Where  the  valves  involved  are  large  and  the  crippling  of 
this  pump  service  would  seriously  affect  the  protection  of 
the  property,  at  least  two  separate  lines  from  the  power 
plant  or  plants  to  the  pump  installation  shall  be  provided. 
The  lines  must  be  run  by  separate  routes  or.  in  such  man¬ 
ner  that  a  failure  of  both  at  the  same  time  will  be  only  a 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  room 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  given 
in  Chapter  9  of  the  Code  of  Ordinances  w'ill  not  be  ex¬ 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants, 
and  where  provided  at  various  points  on  the  lines,  must  be 
of  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead, 
the  circuit  breaker  protecting  the  motor. 

TRANSFORMERS:  Where  it  is  necessary  to  install 
transformers  they  shall  be  installed  in  accordance  with 
Chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
be  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ling  system.  The  signalling  stations  shall  be  located  one  on 
each  floor  at  main  riser.  This  system  shall  be  so  arranged 
that  a  coded  signal  can  be  transmitted  to  the  pump  rooms. 
An  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
and  at  such  other  locations  as  the  Fire  Commissioner  may 
direct.  All  apparatus  used  in  connection  with  the  signal¬ 
ling  system  shall  be  of  an  approved  type  and  installed  as 
outlined  in  rules  governing  the  installation  of  interior  fire 
alarm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
circuit  of  the  signal  sending  station. 

A  card  of  instructions  shall  be  placed  in  the  pump  room 
giving  code  numbers  of  signalling  stations,  the  pressures 
obtainable  at  different  speeds  of  the  motor  and  such  other 
information  the  Fire  Commissioner  may  direct. 

Rule  50.  RELAY  STANDPIPE  SYSTEM.  All  build¬ 
ings  hereafter  erected  exceeding  400  ft.  from  grade  to 
highest  hose  outlet  shall  be  provided  with  an  intermediate 
combination  gravity  and  suction  standpipe  supply  tank  and 
a  fire  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re¬ 
served  for  the  fire  lines  and  shall  be  connected  to  fire  line 
system  as  described  in  Rule  30  for  intermediate  tanks  ex¬ 
cept  that  in  addition  to  the  requirements  of  Rule  30,  there 
shall  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
around  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves. 
An  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
be  provided  in  the  by-pass  line. 

Each  tank  shall  be  provided  with  overflow  and  emer¬ 
gency  drain  lines  as  required  in  Rules  19  and  20,  except  that 
such  lines  shall  drain  to  roofs  of  set  backs  on  building,  or 
into  house  drain  lines  providing  the  house  drain  line  or 
lines  are  equal  in  sum  total  to  the  sum  total  in  diameter  of 
the  drain  lines. 

The  fire  pump  shall  have  a  capacity  of  not  less  than  750 
gallons  of  water  per  minute  and  shall  deliver  through  the 
standpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 
to  the  square  inch  at  the  highest  hose  outlet  fed  by  said 

pump. 

All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 
inches  above  the  floor  and  on  the  floor  below  the  supply 
tank,  with  the  suction  line  as  direct  as  practicable. 

The  pump  discharge  line  shall  be  connected  to  the  main 
feed  riser  feeding  up,  and  outside  the  horizontal  tank  check 
valve  line,  and  the  upward  swinging  check  valve  in  the 


main  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
upward  swinging  check  valve  SEALED  OPEN. 

The  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
by  a  3-inch  line  to  house  drain  or  scuppers  in  exterior  wall. 
The  electric  switch  controlling  the  motor  shall  be  marked 
on  panel  “FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

Rule  51.  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks,  fire  lines  and  pumps  shall  be  numbered  by  3-inch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 
wheel  of  valves. 

Rule  52.  PUMP  ROOM  DIAGRAM.  A  white  and 
black  print  drawn  to  a  scale  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank,  fire 
pump,  all  pipe  lines  and  valves.  The  number  of  each  valve 
shall  be  shown  in  addition  to  purpose  of  each  water  line. 

The  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 
with  a  master  telephone  in  each  pump  room,  and  in  the 
main  lobby  and  individual  telephones  located  on  alternate 
floors  near  the  main  fire  line  riser. 

The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  any 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone. 

A  six-inch  vibrating  call  bell  shall  be  located  at  the  mas¬ 
ter  telephones. 

The  master  telephones  in  pump  room  below  grade  level 
shall  be  equipped  with  a  loud  speaking  receiver  so  that  the 
voice  can  be  clearly  and  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING :  The  wiring  for  the  telephone  system  shall  not 
be  smaller  than  No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit.  The  conduit  system  shall  contain  no 
conductors  other  than  fire  line  telephone  conductors. 

The  fire  line  telephone  system  shall  be  properly  maintain¬ 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times. 

Rule  54.  MAIN  LINE  EMERGENCY  CONTROL 
VALVES  IN  BUILDINGS  OVER  400  FEET  IN 
HEIGHT  (per  Schedule  A).  At  the  base  of  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story;  at 
each  pump  room  elevation,  and  at  each  approximate  one- 
third  the  height  above  the  fire  pump  elevations  and  the 
pump  or  roof  tank  next  above,  there  shall  be  provided  O. 
S.  &  Y.  emergency  control  valves  in  the  main  feed  riser 
properly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described. 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red,  with  3-inch  white 
letters  reading,  “Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and  contain  the  following : 

1 —  3-foot  Stillson  wrench. 

4 — 2^4-inch  plugs  with  pipe  threads. 

4 — 2}4-inch  caps  with  hose  threads. 

2 —  Spanner  wrenches  of  Fire  Department  pattern. 

4 — 2>-2-inch  double  female  hose  connections,  with  Fire 
Department  threads. 

Rule  56.  EMERGENCY  AND  TESTING'  HOSE. 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  254-inch  hose,  of  Fire  Department 
quality,  and  one  154-inch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection. 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follow’s : 

Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES.  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows :  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2^-inch  hose  outlet  tee  with  two  2^-inch  ap¬ 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  main  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
150  ft.  above  grade  level  there  shall  be  provided  in  each 
riser  O.  S.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 
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Height  from 
Uppermost 
Hose  Outlet 
to  Grade 

Total 
Number 
of  Valves 
Required 

Approximate  Location  of  Valves  Above  Grade 

1st 

Valve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

5th 

Valve 

6th 

Valve 

150'  to  200' 

2  to  3 

Below 
the  1  sty. 
outlet 

75' 

ISO' 

200'  to  250' 

2  to  3 

a 

75' 

150' 

250'  to  300' 

3  to  4 

» 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

44 

75' 

150' 

225' 

30ty 

Rule  60.  UPPER  CROSS-CONNECTION  EMER¬ 
GENCY  CONTROL  VALVES.  When  a  two  (2)  mam 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y. 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable, 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac¬ 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  150 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y. 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  two 
of  the  risers  in  each  cross-connection  and  one  in  the  central 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross- 
connection  between  the  2  central  risers,  so  as  to  provide  2 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  between  the  second  and 
third  central  riser  in  each  cross-connection  and  one  in  the 
central  riser  at  each  cross-connection  as  described  in  a  3 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  in 
each  cross-connection  so  as  to  provide  3  risers  on  each  side 
of  gate  valve — as  described  in  a  two  and  four  riser  system. 

Rule  61.  LOWEST  CROSS-CONNECTION  CON¬ 
TROL  VALVES.  When  the  building  is  provided  with  a 
fire  pump  as  required  by  the  Rules  the  gate  valves  required 
in  the  lowest  cross-connection  shall  be  located  as  described 
under  location  of  Fire  Pumps  and  Horizontal  Line  control 
valves. 

Rule  62.  FIRE  TOWER  RISER.  Where  the  building 
is  provided  with  an  exterior  enclosed  fireproof  stairway  or 
fire  tower  the  main  riser  shall  be  installed  in  such  stairway 
and  properly  protected  from  freezing  in  accordance  with 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  Y. 
gate  valves  shall  be  located  in  an  accessible  position  and  be 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  gate 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing  a 
single  rung  iron  ladder  with  ^2-inch  rungs  and  not  less  than 
10  inches  between  strings  shall  be  provided  at  each  gate 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  on 
the  upper  cross-connections  are  not  located  in  the  stair 
enclosure,  a  sign  with  red  background  and  white  letters  not 
less  than  3  inches  high  shall  be  painted  on  the  face  of  the 
wall  within  the  stairway  enclosure  on  the  story  where  the 
gate  valve  is  located,  which  shall  read  as  follows : 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT.” 

Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sign 
with  red  background  and  3-inch  letters  as  above  shall  be 
painted  on  the  wall  at  fire  tower  exit  door,  which  shall 
read:  “STANDPIPE  IN  TOWER,”  except  on  that  story 
on  which  the  emergency  control  valve  is  located,  there  the 
sign  shall  read:  “STANDPIPE  CONTROL  VALVE 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  con¬ 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  not 
less  than  3  inches  in  diameter  painted  red  with  a  white 
number  not  less  than  2  inches  high  and  shall  be  secured  to 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lines 
not  located  within  a  stairway  enclosure  or  public  corridor 
and  including  the  siamese  connection  street  riser  wall  col¬ 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FIRE 
DEPARTMENT  USE.  Each  standpipe  system  shall  be 
provided  with  one  or  more  approved  type  3  inch  x  3  inch  in- 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided ;  where  the  street  frontage 
exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
inch  diameter  standpipe  risers  two  siame.se  connections 
shall  be  provided  for  each  200  ft.  of  street  frontage  or 
fraction  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
shall  have  at  least  one  Siamese  connection  for  each  6  inch 
riser.  Buildings  having  frontages  on  more  than  one  street 
shall  have  a  Siamese  connection  on  each  street  front  when 
the  frontage  is  not  continuous  but  in  all  cases  where  more 
than  one  Siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis¬ 
sioner  may  direct. 

Rule  69.  SIAMESE  HEADERS.  Siamese  headers 
shall  be  independent  of  each  other  and  lead,  as  direct  as 
practicable,  to  riser  or  cross-connection  header.  There 
shall  be  at  least  2  Siamese  for  every  8-inch  riser  and  at 
least  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
are  more  than  one  riser,  the  Siamese  headers  shall  divide 
on  each  side  of  any  emergency  control  valve  in  the  cross- 
connection,  and  such  headers  shall  be  equal  in  sum  total 
to  the  sum  total  of  all  risers  on  either  side  of  the  emer¬ 
gency  control  valves. 

No  Siamese  header  shall  be  larger  than  6  inches.  Siam¬ 
ese  risers,  when  extending  through  sidewalk,  shall  be  of 
bronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water¬ 
proof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
than  theatre  with  stage,  not  over  45  feet  in  height  shall 
not  be  required  to  have  a  Siamese  connection  except  when 
each  building  is  on  a  water-front  or  when  it  is  one  of  a 
group  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
pipe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  Siamese  connection  placed 
on  the  street  front  of  a  building  shall  be  located  not  less 
than  18  inches  and  not  more  than  36  inches  above  the  side¬ 
walk  level  and  shall  be  set  in  a  horizontal  position  and 
shall  be  readily  accessible  for  Fire  Department  use.  Each 
Siamese  shall  have  cast  in  the  body  on  top  or  on  wall  plate, 
in  letters  at  least  1  inch  in  length  and  not  less  than  y8 
inch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  Siamese  with  the  standpipe 
equipment  proper  shall  be  not  less  than  5  in.  in  diameter 
where  there  are  two  or  more  4  in.  risers  and  not  less 
than  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter. 
When  there  is  but  one  4  in.  riser,  connection  from  Siamese 
may  be  4  in.  in  diameter. 

Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
line  between  the  Siamese  connection  and  the  standpipe  sys¬ 
tem  there  shall  be  placed  an  approved  type  swing  check 
valve  located  where  practicable  within  10  feet  from  the 
building  wall.  Between  the  Siamese  and  its  check  valve 
there  shall  be  placed  a  ^4-inch  automatic  ball  drip  of  an 
approved  type  which  will  close  under  a  pressure  of  not 
more  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
BOAT  USE,  EXCEPT  WHERE  THE  SOURCE 
OF  SUPPLY  IS  FROM  THE  STREET  MAIN 
DIRECT.  Siamese  connection  on  piers  or  warehouses, 
etc.,  intended  for  fireboat  use  exclusively  shall  be  3J/2  in. 
x  31/2  in.  at  inlets  with  Fire  Department  female  thread. 
Between  Siamese  and  the  system  proper  there  sh"ll  be  an 
approved  type  swing  check  valve,  and  between  the  check 
valve  and  the  Siamese  either  a  J4- in.  open  drip  without  valve 
or  cock,  or  a  J4-in.  automatic  ball  drip  of  approved  type 
closing  under  a  pressure  of  not  more  than  7  lbs.  per  sq. 
inch.  Where  systems  have  both  fireboat  and  shore  Siamese 


the  shore  Siamese  shall  have  male  connections  and  shall  be 
without  clappers,  but  shall  have  on  each  inlet  a  3  in.  gate 
valve  with  Fire  Department  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  Siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 
hose  outlets  shall  be  placed  within  a  stair  enclosure.  They 
shall  be  2 y2  in.  in  diameter,  set  not  less  than  5  ft.  nor  more 
than  6  ft.  above  the  floor  or  landing  as  the  case  may  be. 
Outlets  and  racks  shall  be  located  above  the  floor  or  land¬ 
ing  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
located  immediately  adjacent  to  a  stair  enclosure,  in  a 
conspicuous  place,  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in. 
riser  system  its  termination  above  roof  shall  be  a  2^2-in. 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
main  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
2 y2  inch  hose  valve  manifolds  with  male  threads.  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
5  ft.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  2^4-in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  roof  outlet  there  shall  be  a  y2  in.  open  drip  extending 
to  a  sink  or  a  in.  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 

Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 
may  be  provided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern. 

Rule  77.  BRANCH  LINE  SIZE.  No  branch  line  may 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
from  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2l/2  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  in  diameter  if  not  more  than  twenty-five  (25) 
feet  in  length. 

Rule  78.  NOZZLES.  All  2^4-in.  fire  hose  shall  be  pro¬ 
vided  with  approved  smooth  bore  nozzles  15  in.  in  length, 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  than 
V/s  in.  in  diameter. 

Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  Z]/2  in.  unlined  linen  hose, 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous,  the  Fire  Commissioner  may  permit 
in  addition  to  the  2J4  inch  outlet  and  hose  the  installation 
of  \y2  in.  unlined  linen  hose  and  valve.  There  shall  not 
be  more  th~n  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 

All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 

Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 

Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus¬ 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securely  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 


79 


RULES 


a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 
In  no  case. will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2^4  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs.  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  in  progress  at  that  point. 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings, _  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  l)4"inch  LTnder- 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,0C0  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20.000  gallons  capacity,  elevated  50  ft.  above  the  yard,  or 
25  ft.  above  the  highest  structure  in  the  yard;  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Pxr’e  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand¬ 
ards  and  xA.ppeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
lules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not_  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supplv,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 


80 


RULES 


.  meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
and  extending  to  within  18  in.  of  the  curb,  it  is  imprac¬ 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry. 

Rule  88.  HIGH  AND  LOW  WATER  ELECTRIC 
ALARMS.  The  high  and  low  water  electric  alarm  for 
gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  affected  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
in  the  gravity  tank  shall  be  indicated  by  an  approved  device. 

The  audible  signalling  device  for  high  and  low  water 
electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
inches  diameter  of  the  enclosed  type  and  arranged  for  con¬ 
duit  installation,  the  same  to  be  operated  automatically. 
The  control  cabinet  shall  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 
room  where  it  will  be  under  supervision  of  the  person  in 
charge  of  the  standpipe  supply. 

All  wiring  shall  be  installed  in  rigid  conduits  and  the  in¬ 
stallation  shall  be  in  accordance  with  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 
be  approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference : 

1.  Public  utility  electric  light  and  power  systems. 

2.  Independent  electric  generating  plants. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

When  the  system  is  connected  to  a  110  volt  lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shall  "be  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
to  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap¬ 
proved  cabinet  provided  with  a  lock  and  key. 

Rule  89.  DRY  PIPE  VALVE.  A  dry  pipe  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 
water  supply  of  the  standpipe  system  in  such  a  manner 
that  under  normal  conditions  its  piping  system  will  be  main¬ 
tained  dry,  but  in  the  event  of  a  hose  valve  being  opened, 
the  dry  pipe  valve  automatically  releases  the  water  into  the 
standpipe  system. 

In  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable,  dry  pipe 
valves  may  be  installed. 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  standpipe  system  due  to  the  open¬ 
ing  of  a  hose  valve ;  and  Type  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 
an  approved  non-coded  or  coded  closed  circuit  system  oper¬ 
ated  from  the  control  station  at  each  hose  outlet.  Dry  pipe 
valve  shall  be  located  as  near  as  practicable  to  the  standpipe 
system,  in  an  enclosed  place,  protected  from  mechanical  in¬ 
jury  and  freezing. 

When  Type  A  valve  is  installed  the  air  pressure  in  the 
standpipe  system  under  such  dry  pipe  valve  control  shall 
not  exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
25  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 
water  pressure  in  any  case.  Not  more  than  16  hose  outlets 
shall  be  supplied  through  one  dry  pipe  valve.  The  air  com¬ 
pressor  shall  have  a  capacity  of  not  less  than  11  cu.  ft. 
per  minute,  and  the  air  supply  for  the  pump  shall  be  taken, 
if  possible  from  a  room  containing  dry  air,  or  it  shall  pass 
through  a  drying  chamber  containing  calcium  chloride  in 
order  to  avoid  the  introduction  of  moisture  into  the  system. 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation ;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  They  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped, 
shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intermediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist : 

1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

2.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

3.  And  the  depth  of  the  setback  exceeds  ten  feet. 

4.  And  the  setback  exceeds  one  hundred  feet  above  grade 
level. 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered  to  con¬ 
form  to  the  provisions  of  these  rules,  except  where  sub¬ 
stantial  additions  or  extension  in  height  or  area  is  made 
to  the  building,"  when  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex¬ 
cept  that  all  such  fire  line  systems  shall  have  or  be  provided 
with  the  following : 

1.  Roof  gravity  tank  shall  have  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

2.  The  bottom  of  the  gravity  tank  shall  be  not  less  than 
20  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

4.  House  lines  taken  from  outside  of  tank. 

5.  Tank  properly  heated  and  provided  with  overflow 
line. 

6.  Tank  shall  not  be  fed  through  fire  line. 

7.  Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection. 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank. 

9.  At  least  one  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10.  Hose  valves  and  hose  not  less  than  2 ^  inches  in 
good  serviceable  condition.  No  automatic  hose  valves  per¬ 
mitted. 

11.  Wheel  of  hose  valve  within  6  ft.  6  in.  of  stair  land¬ 
ing  or  of  steps  within  2  ft. 

12.  An  open  or  automatic  ball  drip  between  the  Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  Siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser,  or 
secured  to  face  of  building  behind  the  Siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use, 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering,  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
rules. 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
years,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2^4  in. 

A — AH  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs,  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions  ;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve : 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to.  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  of  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts,  .  washers, 
nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face.  Single  clapper  Siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the  inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening. 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 

seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  means 
of  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  Siamese,  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  will 
not  prevent  their  opening  when  the  pressure  on  the  steamer 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis¬ 
continuance  of  flow  into  the  Siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressure 
test  of  500  lbs.  for  30  minutes  under  normal  working 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  on 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protect 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  Siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  Siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  Siamese  connection  in  the 
same  system  with  a  land  end  Siamese  connection,  clapper 
\alves  shall  be  omitted  from  the  land  end  Siamese. 

Rale  93a. 

Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  2}£-Inch 
Hose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2j/2-inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 
brass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  cop¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur¬ 
nish  acceptable  corrosion  resistance. 

2.  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  2*4- 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  per  minute. 
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4.  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

5.  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6.  It  shall  be  possible  to  secure  all  movable  exterior 
parts  of  the  valve  which  affect  the  pressure  adjustment  so 
that  the  adjustment  will  not  be  altered  accidentally  or  by 
tampering  without  giving  evidence  of  the  alteration.  It 
shall  be  possible  to  readily  accomplish  any  desired  adjust¬ 
ment  within  the  range  specified  below  by  the  use  of  a  regu¬ 
lation  Fire  Department  spanner  wrench. 

7.  The  adjustable  means  shall  provide  that  the  waterway 
within  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
inches  in  area  when  in  full-open  position  and  at  least  0.5 
square  inch  when  in  the  fully  reduced  position.  Between 
these  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
pressure  reduction  shall  be  obtained.  Each  such  position 
shall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
cf  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
after  installation  to  show  a  registered  name  or  trade-mark, 
together  with  the  Calendar  Number  assigned  to  it  by  the 
Board  of  Standards  and  Appeals  and  the  registered  symbol 
of  endorsed  approval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  %.  inch  high. 

10.  The  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  ^4  inch  high. 

Not  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals,  the  weight  and  other  general  matter  noted,  and  valves 
certified.  One  of  the  valves  shall  then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  wherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  rescinded. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c  ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of  the 
Tenement  House  Department  on  Fire  Retarding,  Fire  Es¬ 
capes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at  the 
Distribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


APPROVED  APPLIANCES 


FUEL  OIL  PUMPS 

Approved  by  the  Board  of  Standards  and  Appeals 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32- S A 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24- S A 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21-SA 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22- S A 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  . .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L  and  LD..  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-24-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29- S A— Kennedy  2j4-inch  Hose  Outlet  Valve,  Type 


359-30-SA — 


“A” 

Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 


568-30- S A — Tuthill  Fuel  Oil  Pump,  Model  30-LE. 


209-32-SA — Croker  4-inch  Siamese. 

237-32-SA _ D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 

Arrow  and  Oneida. 


528-32-SA— Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x^3  x  6  in. 
Hush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA— Progressive  Press  Machine  Oil  Burner. 
301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA _ N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 

matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-S A — Kraissl-T rumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA— Roper  Rotary  Pump  for  Fuel  Oil. 
113-35-SA— Ryan  Marvel  Oil  Burner,  Model  M. 
123-35-SA— National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA— Easy  way  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 


163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

166-35-SA — ServWell  Space  Heater,  Models  247T  and  248. 


167-35-SA — Serv-Well  Water  Heater,  Models  255A  and 
255B. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA— National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil.  | 

181- 35-S A— Majestic  Space  Heater,  Models  247T  and  248. 

182- 35-SA — Majestic  Water  Heater,  Models  255A  and 

255B. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA— Brigham  Oil  Burner. 

219-35-SA— United  Copper  Service  Pipe. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
1UU,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

243- 35-SA— Josam-Marsh  Hair  Interceptor  (Plumbing 

Trap). 

244- 35-SA — Woolley  Patent  Mechanical  Oil  Burner. 

248- 35-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

253-35-SA— Preferred  Oil  Burner  (Manual  Operation), 
Model  D.  O. 

263-35-SA— Ker-Oil  Automatic  Water  Heater. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA— Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA— Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
310-35-SA— Viking  Pot  Type  Space  Heater,  Models, 
165  and  170.  | 

313-35-SA — Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA— Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

343-35-SA — Pacific  Oil  Burner. 

352-35-SA— Todd  Fuel  Oil  Fill  Pipe  Terminal. 

354-35-SA — Diesel  Oil  Burner. 

357-35-SA — White  Flame  Oil  Burner. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
tmd  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Fnclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . — 


Street . 

P.  O 


My  Subscription  is  to  begin  with  the  issue  for, 
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BZ,  159-34-BZ,  283-35-A,  305-35-A,  317-35-A,  364-35-A, 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  January  2 7, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday  February  3,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  January  22,  1936 

Cal.  No.  Department  Premises  Affected 

8-36-BZ . D.B.Q . Southeast  corner  of  Jamaica 

avenue  and  Van  Wyck  boule¬ 
vard  (Block  8398,  Lot  1),  Ja¬ 
maica,  Borough  of  Queens, 
Applic.  5048-35. 


9-36-BZ . D.B.B . 1617-1623  Avenue  M  and  1298 

East  17th  street,  northwest 
corner  (Block  6736-C,  Lots 
48,  49  and  50),  Borough  of 
Brooklyn, 

Applic.  31-36. 


10-36-SA . F.D . Fee  &  Mason  Fill  Pipe  Terminal 

for  Fuel  Oil, 

Appliance. 


Restored  to  Calendar 

93-33-BZ . D.B.B . 246-250  Atlantic  avenue,  south¬ 

west  corner  of  Boerum  place 
(Block  278,  Lots  38,  39  and 
40),  Borough  of  Brooklyn, 
Applic.  14418-35. 


CODE 

.  . . Fire  Department 

JED . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules..,. . Dec. 

Concrete  Rules  (Hydrated  Lime)... Jan. 

Elevator  rules  . ..May 

Exit  Rules  (Revolving  Doors) . Tan. 

Factory  Exit  Rules . Tune 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . ..Oct. 

Fire  Retarding  Rules  for  Garages, 

etc . Jan. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. Jan. 

Plumbing  Rules  . Jan. 

Procedure,  Rules  of . .....Jan. 


Standpipe  Fireline  Rules . Jan. 

Structural  Alterations,  Reporting. . .  Tune 

Tank  Trucks,  Gasoline,  etc . Jan. 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


2,  1932— Vol.  17,  No.  31 
17,  1935— Vol.  20,  No.  51 
14,  1936— Vol.  21,  No.  2 
21,  1935— Vol  20.  No.  21 
1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 

28,  1935— Vol.  20,  No.  22 

29,  1935— Vol.  20,  No.  44 

28,  1936— Vol.  21,  No.  4 

9,  1935— Vol.  20,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 
7,  1936— Vol.  21,  No.  1 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  4 

14,  1936— Vol.  21,  No.  2 
28,  1936— Vol.  21,  No.  4 
28,  1936— Vol.  21,  No.  4 

9,  1935— Vol.  20,  No.  28 
26,  1935— Vol.  20,  No.  48 
21,  1936— Vol.  21,  No.  3 
7,  1932— Vol.  17,  No.  23 
7,  1936— Vol.  21,  No.  1 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . 

5, 

1935- 

-Vol. 

20, 

No. 

10 

Fireline  Hose  Valves . 

28, 

1936- 

-Vol. 

21, 

No. 

4 

Fuel  Oil  Burners  for  Domestic 

and 

52 

Commercial  Use  . 

24, 

1935- 

-Vol. 

20, 

No. 

Fuel  Oil  Fill  Pipe  Terminals... 

. . .  .Jan. 

28, 

1936- 

-Vol. 

21, 

No. 

4 

Fuel  Oil  Burners  for  Industrial  Use.Dec. 

Fuel  Oil  Pumps . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Dec. 


31,  1935— Vol.  20,  No.  5: 

21,  1936— Vol.  21,  No. 

26,  1935— Vol.  20,  No.  4 

31,  1935— Vol.  20,  No.  5, 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OJ 
STANDARDS  AND  APPEALS 


On  January  8,  1936,  Messrs.  Conroy  &  Hardy,  attorneys,  serve 
on  Board  petition  and  order  of  certiorari,  for  Ralph  Holding  Co 
owner,  in  re  decision  of  December  3,  1935,  denying  gas  station  i 
business  district,  under  section  21,  at  premises  73-34  to  73-46  Coope 
avenue,  Glendale,  Queens,  Cal.  No.  390-27-BZ. 

*  *  * 

On  January  21,  1936,  Messrs.  Samuels  &  Samuels,  attorney! 
served  on  Board  petition  and  order  of  certiorari,  for  Bobrose  Deve 
opment  Co.,  Inc.,  owner,  in  re  decision  of  December  3,  1935,  den) 
ing  alteration  and  change  of  occupancy  of  existing  building  to  includ 
gas  station,  in  business  district,  under  at  Premises  PH-O 

Northern  boulevard,  Flushing,  Queens,  Cal.  No.  205-35-BZ. 

*  *  • 


On  January  21,  1936,  Mr.  Michael  Levine,  attorney,  served  o 
Board  petition  and  order  of  certiorari,  for  Ft.  Greene  Associates 
Inc.,  owner,  in  re  decision  of  January  7,  1936,  denying  gas  servm 
station  in  business  district,  under  section  21,  at  premises  106-2 
Woodhaven  boulevard,  Woodhaven,  Queens,  Cal.  No.  1109-27-B 
(application  reopened  September  17,  1935). 


COURT  DECISIONS 


Matter  of  Hydecker  (Murdock)— July  1,  1930,  Board  denied  gas. 

line  station  in  business  district,  under  section  21,  and  o 
December  18,  1934,  denied  gasoline  station  for  temporar 
period,  under  section  7-f;  Cal.  No.  118-30-BZ;  Premisf 
2700-2706  Eastchester  road,  northeast  corner  Allerto 
avenue,  The  Bronx.  Mr.  Justice  McGeehan  sustaine 
Board  (N.  Y.  L.  J.,  November  29,  1935). 


In  re  Mace  &c.  (Murdock  et  al.)— April  30,  1935,  Board  denied  gas. 

line  station  in  business  district,  under  section  21;  La 
No.  352-34-BZ;  Premises  724-748  Mace  avenue,  soutl 
west  corner  Boston  road,  The  Bronx.  Mr.  Justic 
Hofstadter  sustained  Board  (N.  Y.  L.  J.,  January 


Scharlin  Motor  Corp’n  v.  Fassler — Commr.  Fassler  denied  permit  fc 
curb  cut.  Mandamus  was  sought  to  compel  issuance  c 
permit.  Justice  Lydon  held  that  section  719  of  th 
charter  permits  appeals  to  be  taken  to  the  Board  ( 
Standards  and  Appeals  from  “any  order,  requiremen 
decision  or  determination  made  by  any  superintender 
of  buildings,  under  the  authority  of  title  two  of  chapt. 
nine  of  this  act  or  of  any  ordinance.”  An  appeal  ma; 
therefore,  be  taken  to  the  Board '  of  Standards  an 
Appeals  from  a  determination  of  the  commissioner  ( 
buildings  which  refuses  to  issue  a  permit  for  a  cut 
cut,  and  mandamus  is  not  the  proper  remedy.  Undi 
the  McCall  bill,  Chapter  764  of  the  Laws  of  1933,  ju 
isdiction  over  curb  cut  permits  was  conferred  on  tl 
commissioner  of  buildings.  Formerly  that  jurisdictio 
was  in  the  Borough  Presidents,  from  whose  decisioi 
no  appeal  might  be  taken  to  the  Board  of  Standards  an 
Appeals.  (N.  Y.  L.  J.,  January  15,  1936.) 


*  *  * 


Matter  of  Baerenklau,  res.  v.  Thatcher,  Commr.,  ap. — Commission. 

of  buildings  placed  violation  order  on  oil  burner  install 
tion  approved  by  the  Fire  Department,  on  the  groun 
that,  without  application  to  the  Department  of  Buildinf 
and  without  inspection  or  tank  test  as  required  by  th. 
department,  installation  had  been  made,  whereas,  und' 
the  McCall  bill  of  1933,  jurisdiction  oyer  oil  burn, 
installations  was  vested  in  the  commissioner  of  bull 
ings.  Mr.  Justice  Furman  granted  a  peremptory  order 
mandamus  to  remove  the  violation,  stating  there  is  r 
question  but  that  the  Fire  Department  originally  hi 
jurisdiction  and  he  did  not  believe  the  legislature  i 
tended  to  allow  the  commissioners  of  buildings  to  usui 
a  function  which  in  its  very  nature  so  obviously  coin 
within  the  jurisdiction  of  the  fire  commissioner  (N. 
L.  J.,  November  14,  1934).  Appellate  Division  affirm, 
peremptory  order  of  mandamus,  Presiding  Justice  L 
zansky  stating  that  “where  no  structural  consideratioi 
are  involved  the  permit  of  the  fire  commissioner  aloi 
must  be  obtained.”  (N.  Y.  L.  J.,  May  14,  1935.)  Cou 
of  Appeals  (Justices  Lehman  and  Loughran  dissentini 
reversed  Special  Term  and  Appellate  Division,  holdii 
that  the  Fire  Prevention  Bureau  and  its  duties  we 
transferred  to  the  Building  Departments  under  the  M 
Call  bill,  and  that  the  legislature  being  now  in  sessic 
could  be  appealed  to  for  legislation  “retaining  with 
the  jurisdiction  of  the  Fire  Department  the  enforceme: 
of  laws  relating  to  ‘the  storage,  sale,  transportation  ; 
use  of  combustibles,  chemicals  and  explosives.’  ”  (N. 

L.  J.,  January  15,  1936.) 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  27,  1936,  AT  2  P.  M. 

Building  Zone  Cases. 

331-35-BZ. 

APPLICANT — Corbett  &  MacMurray,  for  Trustees  of 
Sailors  Snug  Harbor,  owner. 

PREMISES — 9-17  Fifth  avenue  and  1-3  East  8th  street, 
northeast  corner  (Block  No.  566,  Lot  Nos.  1,  2,  4, 
5,  6  and  34),  Borough  of  Manhattan. 

APPLICATION,,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  multiple  dwelling  with  stores  on 
the  1st  story. 

341-35-BZ. 

APPLICANT — Joseph  Goodman,  for  Department  of 
Water  Supply,  Gas  and  Electricity,  for  City  of 
New  York,  owner. 

PREMISES — Northwest  corner  of  Cornish  avenue  and 
Poyer  street  (Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop  and  also  storage 

yard. 


JANUARY  28,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
28,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant, 
on  behalf  of  Annie  Herzfeld  and 
Lillian  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 

cal.  no.  267-35-BZ — Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros- 
kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant ;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  28,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

19-34-A — 363  Lexington  avenue  (Block  No.  1295,  Lot  No. 
20),  Borough  of  Manhattan. 


20- 34-A — 322-332  Lexington  avenue  and  128-130  East  39th 

street  (Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

21- 34-A — 355-357  Lexington  avenue,  133  East  40th  street 

and  359-361  Lexington  avenue  (Block  No. 
1295,  Lot  Nos.  21  and  23),  Borough  of  Man¬ 
hattan. 

22- 34-A — 349-353  Lexington  avenue  and  130-132  East  40th 

street  (Block  No.  895,  Lot  No.  69),  Borough 
of  Manhattan. 

328-33-A — 4299  Boston  road,  west  side,  283.31  ft.  south  of 
City  Line  (Block  No.  5655,  Lot  No.  313), 
Borough  of  The  Bronx. 

330-35-A— 12-12  43rd  avenue,  southwest  corner  of  13th 
street  (Block  No.  443,  Lot  No.  15),  Long  Is¬ 
land  City,  Borough  of  Queens. 

299-31-A — 2495-2505— Atlantic  avenue,  northeast  corner  of 
East  New  York  avenue  (Block  No.  3665,  Lot 
Nos.  1  and  4),  Borough  of  Brooklyn. 

365-35-A— 2220-2226  Broadway,  northeast  corner  of  West 
79th  street  (Block  No.  1227,  Lot  No.  13),  Bor¬ 
ough  of  Manhattan. 

Variation  of  Labor  Lazo 

3-36-S — 1791-1799  Westchester  avenue  and  1301  Beach  ave¬ 
nue,  northwest  corner  (Block  No.  3786,  Lot 
No.  1),  Borough  of  The  Bronx. 

Rules 

217-21-SR — Oil  Burner  Rules— Proposed  Amendment  to. 
Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  28,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  246-35-BZ — Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Elinor  D.  Manson  and 
Nora  M.  Reich,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station ; 
premises  62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93), 
Woodside.  Borough  of  Queens. 


cal.  no.  42-32-BZ — Application  of  Samuel  L.  Schwartz, 
applicant  and  owner,  reopened  Decem¬ 
ber  10,  1935,  under  section  21  of  the 
building  zone  resolution  for  considera¬ 
tion  as  to  extension  of  permit — re  Ap¬ 
plication,  granted  under  section  7f  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period ;  premises 
2263-2273  Linden  boulevard,  northwest 
corner  of  Elton  street  (Block  No.  4336, 
Lot  No.  21),  Borough  of  Brooklyn. 

cal.  no.  254-35-BZ — Application  of  Scacchetti  &  Siegel, 
applicants,  on  behalf  of  Winter  Mead 
and  R.  Hawley  Truax,  as  Trustees  of 
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Owner,  reopened  December  20,  1935, 
under  sections  7a  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  alteration  of  an 
existing  building  now  occupied  as  a 
storage  garage  for  more  than  five  (5) 
motor  vehicles  and  stores,  so  as  to 
create  a  gasoline  service  station  from  a 
portion  of  the  existing  garage  and 
stores,  a  portion  of  the  garage  having 
been  previously  granted  by  the  board ; 
premises  300-318  Cathedral  parkway, 
486-489  Central  Park  West  and  1-11 
West  109th  street  (Block  No.  1845,  Lot 
No.  36),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  3,  1935,  AT  2  P.  M. 

Building  Zone  Cases 

303-35-BZ. 

APPLICANT — William  E.  Kennedy,  for  Montour  Hold¬ 
ing  Corp.,  owner. 

PREMISES— 28-10  Cross  Island  boulevard  and  28-09  171st 
street,  southwest  corner  (Block  No.  4932,  Lot  No. 
6),  Flushing,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

315-35-BZ. 

APPLICANT — William  E.  Kennedy,  for  Triboro  Homes, 
Inc.,  owner. 

PREMISES— 90-02  Astoria  boulevard,  southeast  corner  of 
90th  street  (Block  No.  1364,  Lot  No.  68),  East 
Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station. 

31-33-BZ. 

APPLICANT— John  J.  M.  O’Shea,  for  Denis  P.  Healy, 
owner. 

PREMISES — 610-620  Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot  Nos.  40  and 
43),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  June  18,  1935). 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station — previously  granted  by 
the  board  for  a  temporary  period  of  two  (2)  years 
(temporary  permit  has  expired  and  station  has  not 
been  erected). 


FEBRUARY  4,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  February 
4,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  : 

cal.  no.  311-35-BZ — Application,  November  4,  1935,  under 


section  21  of  the  building  zone  resolu¬ 
tion,  of  Earl  I.  Gallant,  applicant,  on 
behalf  of  Workers  Colony  Corpora¬ 
tion,  owner,  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business 
district  the  alteration  and  change  of 
occupancy  of  a  portion  of  an  existing 
multiple  dwelling  to  a  restaurant; 
premises  2700  Bronx  Park  East,  north¬ 
east  corner  of  Allerton  avenue  (Block 
No.  4506,  Lot  No.  1),  Borough  of  The 
Bronx. 

cal.  no.  312-35-BZ— Application,  November  6,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frackman  and  Robins,  appli¬ 
cants,  on  behalf  of  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  to  permit  in  a 
residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a 
tavern,  restaurant  and  dwelling;  prem¬ 
ises  2231  Grand  Concourse  and  157 
East  182d  street,  northwest  corner 
(Block  No.  3163,  Lot  No.  40),  Borough 
of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  4,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Feb¬ 
ruary  4,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  185-33-BZ— Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Sadie  Teitelbaum, 
owner,  reopened  January  7,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  partly  in  a  business  district  and 
partly  in  a  residence  district  the 
maintenance  of  an  automobile  wreck¬ 
ing  and  junk  storage  yard  for  a  tem¬ 
porary  period ;  premises  2284-2296 
West  8th  street  and  129-143  Avenue 
W,  northwest  corner  (Block  No.  7142, 
Lot  Nos.  48  and  53),  Borough  of 
Brooklyn. 

cal.  no.  771-26-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owners,  re¬ 
opened  January  14,  1936,  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
of  January  4,  1927 — re  Application 
granted  on  condition  under  sections  7c 
and  21  of  the  building  zone  resolution, 
permitting  partly  in  a  residence  district 
and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  business 
building,  also  a  gasoline  service  sta¬ 
tion  ;  premises  606-618  East  Fordham 
road,  southwest  corner  of  Hughes  ave¬ 
nue  (Block  No.  3078,  Lot  Nos.  16  and 
17),  Borough  of  The  Bronx. 

cal.  no.  294-27-BZ — Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Kurland  Service 
Stations,  Inc.,  lessee  (long  term  lease), 
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reopened  December  20,  1935,  for  con- 
•ideration  of  an  amendment  to  the 
resolution  of  March  26,  1935 — re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  951-959  Lenox  road, 
north  side,  from  East  57th  street  to 
Remsen  avenue  (Block  No.  4644,  Lot 
No.  1),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  10,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

259-35-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Sebastino 
Scondura  and  Giovanna  Scondura,  owners. 

PREMISES — 107-23  Astoria  boulevard,  northwest  corner 
of  31st  drive  (Block  No.  1676,  Lot  No.  33), 
Corona,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

316-35-BZ. 

APPLICANT — Freeman  P.  Imperato,  for  Elena  Lacqua, 
owner. 

PREMISES — 180  Union  street,  south  side,  85  ft.  west  of 
Henry  street  (Block  No.  343,  Lot  No.  21),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 


TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  alteration  and  change  of 
occupancy  of  the  first  story  of  an  existing  building 
from  residence  use  to  business  use  (stores). 

360-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie  Spinelly, 
owners. 

PREMISES — 2549-2557  Coney  Island  avenue,  northeast 
corner  of  Gravesend  Neck  road  (Block  No.  7371, 
Lot  Nos.  68  and  70),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an 
existing  gasoline  service  station  and  also  the  in¬ 
clusion  of  a  brake  testing  room. 

362-35-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Dominick  Sal- 
vato  Co.,  Inc.,  owner. 

PREMISES — 2105-2131  Grand  Concourse  and  158-166  East 
181st  street,  southwest  corner  (Block  No.  3161,  Lot 
Nos.  18  to  23),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  a  residence  district  and  partly  in  a 
business  district  the  erection  and  maintenance  of 
a  multiple  dwelling  with  business  (stores)  on  the 
first  story. 


FEBRUARY  11,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

344-34- A — 548  Cassanova  street  (Block  No.  2768D,  Lot  No. 
193),  Borough  of  The  Bronx. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

SPECIAL  MEETING  For  Applicant:  Archie  H.  Samuels,  Max  Siegel 

FRIDAY  AFTERNOON,  JANUARY  17,  1936  For  Opposition:  Bernard  Trencher  and  Emanuel 


Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 


BUILDING  ZONE  CASES 

254-35-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Winter  Mead  and 
R.  Hawley  Truax,  as  Trustees  of  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  alteration  of  an  existing  building  now 
occupied  as  a  storage  garage  for  more  than  five 
(5)  motor  vehicles  and  stores,  so  as  to  create  a 
gasoline  service  station  from  a  portion  of  the 
existing  garage  and  stores,  a  portion  of  the  garage 
having  been  previously  granted  by  the  board  (re¬ 
opened  December  20,  1935). 

PREMISES  AFFECTED— 300-318  Cathedral  parkway, 
486-489  Central  Park  West  and  1-11  West  109th 
street  (Block  No.  1845,  Lot  No.  36),  Borough  of 
Manhattan. 

APPEARANCES— 


J.  Freiberg. 

ACTION  OF  BOARD — Laid  over  to  January  28,  1936,  at 
2  p.m.,  for  further  consideration  by  board. 


APPEAL  FROM  ADMINISTRATIVE  ORDER 

325-35-A. 

APPELLANT — Harvey  O.  Mercier,  for  National  Biscuit 
Company,  owner. 

SUBJECT — Application  for  interpretation  of  resolution  of 
November  26,  1935 — re  Appeal  from  a  decision  of 
the  commissioner  of  buildings. 

PREMISES  AFFECTED — 405-419  West  15th  street,  north 
side,  99  ft.  west  of  9th  avenue  (Block  No.  713, 
Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant :  Harvey  O.  Mercier. 

ACTION  OF  BOARD — Resolution  interpreted. 

THE  VOTE  TO  INTERPRET  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum .  3 

Negative  . .  0 

Absent:  Assistant  Chief  Kidney .  1 
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RESOLUTION  INTERPRETED— 

(325-35-A) 

Premises,  405-419  West  15th  street,  north  side,  99  ft. 
west  of  Ninth  avenue  (Block  No.  713,  Lot  No.  1), 
Borough  of  Manhattan. 

Whereas,  a  request  has  been  received  for  interpretation 
of  the  resolution  adopted  by  the  board  on  November  26, 
1935,  particular  as  to  the  words  “that  these  burners  shall 
be  installed  in  the  section  as  shown  and  known  as  the 
Nabisco  building  and  shall  be  cut  off  from  all  other  parts 
of  building  by  fire  walls.” 

Resolved,  that  it  was  the  intent  of  the  resolution  adopted 

on  November  26,  1935  to  require  fireproof  walls  separating 
the  section  designated  on  the  plans  filed  with  this  appeal 
as  “Nabisco”  from  the  section  adjoining  on  the  west, 
designated  as  “Uneeda”  and  the  section  adjoining  on  the 
east  and  designated  as  “Ninth  avenue  exporting”  and  not 
to  require  any  additional  fire  walls  or  other  walls  within 
the  “Nabisco”  section  parallel  to  the  ovens  in  which  the 
burners  are  installed  or  otherwise. 

Adjourned,  4:00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JANUARY  21,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  January  14,  1936  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
January  14,  1936,  were  approved  as  printed  in  Bulletin  No. 
3,  Volume  XXI. 


BUILDING  ZONE  CASES 

294-35-BZ. 

APPLICANT— Burke  &  Olsen,  for  Mary  A.  Kenney, 
owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
alteration,  extension  and  conversion  of  occupancy 
of  an  existing  building  to  a  garage  for  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 349-351  Columbia  street,  east 
side,  100  ft.  north  of  Coles  street  (Block  No.  510, 
part  of  Lot  No.  5),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  John  Burke. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  ,  t  „ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum .  3 

Negative  . 0 

Absent:  Assistant  Chief  Kidney .  1 

THE  RESOLUTION— 

(294-35-BZ) 

Whereas,  Burke  and  Olsen,  for  Mary  A.  Kenney, 
owner,  filed  October  24,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  alteration,  extension  and  conversion  of  occupancy  of 
an  existing  building  to  a  garage  for  more  than  five  (5) 
motor  vehicles;  premises:  349-351  Columbia  street,  east 
side,  100  ft.  north  of  Coles  street  (Block  No.  510,  part  of 
Lot  No.  5),  Borough  of  Brooklyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  21,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and  , 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Columbia  street  is  in  a 
business  and  unrestricted  district;  Coles  street  is  in  a 
business  district,  Seabring  street  is  in  an  unrestricted 


district  and  Hamilton  avenue  is  in  a  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  14,  1935,  re  Applic  No.  11043-1935,  reads: 

“Proposed  conversion  to  garage  for  more  than  5 
motor  vehicles  and  erection  of  extension  to  be  occu¬ 
pied  as  a  garage  for  more  than  5  motor  vehicles  in 
a  business  use  district  is  contrary  to  Art.  II,  Sec.  4a 
(15)  of  the  Building  Zone  Resolution  and  is  therefore 
denied.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  50  ft.  and  a  maximum 
depth  of  132  ft.  11  in.  Upon  the  plot  there  is  located  a 
one  story,  non-fireproof  structure  50  ft.  by  50  ft.  in  area. 
It  is  proposed  to  erect  at  the  rear  of  this  building  a  one 
story  extension  50  ft.  by  76  ft.  11  in.,  irregular  in  area, 
and  to  use  the  entire  structure  as  a  garage  for  more  than 
five  motor  vehicles ;  and 

Whereas,  a  Committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises 
on  January  16,  1936;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution,  and  was,  therefore,  entitled  to 
relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  under  section  21  for  a  period 
of  ten  years  from  the  date  of  this  action  permitting  the 
alteration  of  and  extension  to  the  existing  building  and 
permitting  the  same  to  be  used  as  a  storage  garage  for 
more  than  five  motor  vehicles  on  condition  that  the  build¬ 
ing  shall  not  exceed  one  story  in  height  and  shall  comply 
with  all  the  laws  and  regulations  applicable  thereto;  that 
there  may  be  installed,  as  indicated  on  plans,  two  550 
gallon  gasoline  tanks  and  two  pumps ;  that  no  portable 
gasoline  tanks  shall  be  used  on  or  from  the  premises; 
that  the  side  line  and  rear  walls  shall  be  unpierced  other 
than  for  required  fire  exit;  that  the  ceiling  shall  be  fire- 
retarded  throughout  in  accordance  with  the  rules  of  the 
Board  of  Standards  and  Appeals ;  that  the  skylights  shall 
be  glazed  with  thin  glass  with  screens  over  and  under; 
that  no  signs  shall  be  erected  other  than  on  the  front 
of  the  door  facing  Columbia  street;  and  that  no  automo¬ 
bile  repairing  shall  be  carried  on ;  that  all  work  shall  be 
completed  within  one  year  from  the  date  of  this  action. 


440-22-BZ. 

APPLICANT — James  J.  Malone,  for  571  West  182nd 
Street  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  alteration 
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and  change  of  occupancy  of  a  building  occupied  as 
a  post  office  to  stores  (the  post  office  use  having 
been  previously  granted  by  the  board ;  reopened 
for  amendment  December  3,  1935). 

PREMISES  AFFECTED— 571-573  West  182d  street,  north 
side,  60  ft.  east  of  St.  Nicholas  avenue  (Block  No. 
2154,  Lot  No.  65),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  James  J.  Malone. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum .  3 

Negative  .  0 

Absent:  Assistant  Chief  Kidney .  1 

THE  RESOLUTION— 

(440-22-BZ) 


Whereas,  Patrick  J.  Murray,  for  George  Ehret,  owner, 
filed  March  24,  1922,  an  application  under  the  building 
zone  resolution  to  permit  the  extension  from  a  business 
use  district  25  ft.  into  a  residence  use  district  of  a  pro¬ 
posed  business  building  to  be  occupied  as  a  post  office ; 
premises:  571-573  West  182d  street,  north  side  60  ft.  east 
of  St.  Nicholas  avenue  (Block  No.  2154,  Lot  No.  65), 
Borough  of  Manhattan;  and 

Whereas,  the  application  was  granted  by  the  board  May 
2,  1922,  on  certain  conditions  and  the  building  was  erected 
and  occupied  as  a  post  office ;  and 

Whereas,  the  present  owner,  the  571  West  182d 
Street  Corp.,  through  its  agent  James  J.  Malone,  requested 
a  reopening  of  the  case  for  an  amendment  to  the  resolu¬ 
tion  as  to  the  conditions  imposed ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  December  3,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  21,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  182d  street  is  in  a 
residence  and  business  district;  West  183d  street  is  in  a 
residence  and  business  district;  St.  Nicholas  avenue  is  in 
a  business  district  and  Audubon  avenue  is  in  a  residence 
and  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  8,  1935  re  Applic.  No.  3040-1935,  reads  : 

“1.  Proposed  use  of  part  of  building  in  a  residence 
district  is  contrary  to  Sec.  3  and  6  Zone  Resolution 
and  resolution  of  Board  of  Appeals,  440-22  Building 
Zone.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
two  (2)  stories  in  height,  with  a  frontage  of  65  ft.  and  a 
depth  of  79  ft.  9  in.  on  first  story  and  45  ft.  on  second 
story  now  occupied  as  a  post  office,  to  be  occupied  as 
stores  and  offices ;  40  ft.  of  the  frontage  is  in  the  business 
use  district  and  25  ft.  of  the  frontage  is  in  the  residence 
use  district;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises 
on  January  16.  1936;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  7  (b).  of  the 
building  zone  resolution,  and  is,  therefore,  entitled  to 
relief. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
May  2,  1922  be  and  it  herebv  is  amended  under  section 
7-B,  so  as  to  permit  the  building  to  be  occupied  unon  the 
expiration  of  the  use  as  a  government  post  office,  for 
business  purposes,  as  stores  on  the  ground  floor  and 
offices  on  the  second  floor  on  condition  that  the  building 
shall  not  be  increased  in  height  and  area  and  that  the 
stores  within  the  residential  portion  shall  not  be  occupied 


for  the  sale  of  fish,  meat  or  delicatessen ;  that  there  shall 
be  no  roof  signs  erected  on  the  building ;  that  the  signs 
on  the  stores  within  the  residential  portion  shall  be 
limited  to  signs  painted  on  the  plate  glass  show  windows 
and  doors  and  to  non-illuminated  signs  attached  to  the 
facia  above  the  store  fan  lights;  and  that  if  altered  as 
herein  permitted  all  work  shall  be  completed  within  one 
year  from  the  date  of  this  action. 


504-18-BZ. 

APPLICANT — Donald  R.  Baldwin,  for  The  Stanton  Co., 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
alteration  and  change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five  (5)  motor 
vehicles  and  also  the  omission  of  the  required  rear 
yard  (reopened  November  6,  1935). 

PREMISES  AFFECTED— 138-140  East  25th  street,  south 
side,  94  ft.  east  of  Lexington  avenue  (Block  No. 
880,  Lot  Nos.  61  and  62),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Donald  R.  Baldwin  and  Julius 
Bleich. 

For  Opposition  :  Seymour  Barken. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(504-18-BZ) 

Whereas,  John  A.  Hamilton  architect,  for  Ess-Eff 
Realty  Co.,  owner,  filed  February  7, 1918,  an  application  with 
the  Board  of  Appeals  to  permit  in  a  business  use  district 
the  conversion  of  an  existing  3-story  stable  for  more  than 
five  horses  into  a  garage  for  more  than  five  motor  vehi¬ 
cles;  premises:  138-142  East  25th  street,  south  side,  94  ft. 
east  of  Lexington  avenue  (Block  No.  880,  Lot  Nos.  61 
and  62),  Borough  of  Manhattan;  and 

Whereas,  the  application  was  granted  by  the  Board  of 
Appeals  May  21,  1918,  but  the  building  was  not  converted 
into  a  garage ;  and 

Whereas,  the  present  owner,  The  Stanton  Company, 
through  its  agent,  Donald  R.  Baldwin,  requested  a  re¬ 
opening  of  the  application  to  permit  the  alteration  and 
conversion  of  an  existing  building  to  a  garage  for  more 
than  five  motor  vehicles  with  the  omission  of  the  rear 
yard  required  under  the  building  zone  resolution the 
premises  extending  from  an  unrestricted  into  a  business 
use  district;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  November  6,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  21,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  25th  street  is  in  a 
business  and  unrestricted  district;  East  24th  street  is  in 
a  business  and  unrestricted  district  and  Lexington  avenue 
is  in  a  business  and  unrestricted  district ;  Third  avenue 
is  in  a  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  2d,  1935,  re  Applic.  No.  2537,  reads: 

“1.  Contrary  to  Section  No.  4  of  the  Building  Zone 
resolution  to  use  a  building  as  a  garage  for  more 
than  5  motor  vehicles  in  a  business  district.  In¬ 
spectors  report  shows  occupancy  workshop  and 
trucking. 
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10.  Rear  yard  should  comply  with  Sec.  17,  Building 
Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  44  ft.  and  a  depth  of  98  ft.  9  in. ; 
the  west  portion  of  the  plot  extends  into  the  unrestricted 
district  for  a  distance  of  6  ft.  and  the  rear  portion  extends 
into  the  unrestricted  district  for  a  distance  of  1  ft.  3  in. 
The  remainder  of  the  plot  is  in  the  business  district. 
Upon  the  plot  there  is  located  a  3-story  and  cellar  non- 
fireproof  structure  44  ft.  by  98  ft.  9  in.  in  area  at  first 
story  and  44  ft.  by  89  ft.  9  in.  in  area  above.  It  is  proposed 
to  remove  the  wood  beams  and  columns  on  first  and  second 
stories  and  replace  same  with  steel  beams  and  reinforced 
concrete  arches ;  to  eliminate  the  third  story ;  and  to  extend 
the  second  story  to  the  rear  lot  line — an  extension  of 
approximately  9  ft.  and  to  omit  any  rear  yard;  the  westerly 
building  at  rear  having  no  rear  yard  and  the  easterly 
building  having  a  rear  yard  of  approximately  10  ft.  for 
a  distance  of  20  ft.  There  will  be  no  openings  in  the 
proposed  rear  wall.  It  is  proposed  to  erect  a  new  front 
to  the  existing  building;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises 
on  January  16,  1936;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  7  (c),  of  the 
building  zone  resolution,  and  was,  therefore,  entitled  to 
relief. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
May  21,  1918  be  and  it  hereby  is  amended  under  section 
7  (c)  so  as  to  permit  the  building  on  the  premises  under 
appeal  to  be  reconstructed,  as  indicated  on  plans  filed 
marked  “received  October  23,  1935”  and  reduced  in  height, 
as  indicated,  and  permitting  the  elimination  of  the  rear 
yard  in  view  of  the  building  in  the  rear  on  lot  30  having 
no  rear  yard  and  permitting  this  building  to  be  used  as 
a  storage  garage  for  more  than  five  motor  vehicles  on 
condition  that  the  building  shall  be  constructed  fireproof 
throughout  and  shall  comply  with  all  the  laws  and  regula¬ 
tions  applying  to  a  storage  garage  structure ;  that  two 
550  gallon  gasoline  tanks  may  be  installed  on  the  premises ; 
that  there  shall  be  no  portable  gasoline  tanks  used  on  or 
from  the  premises ;  that  no  motor  vehicle  repairing  shall  be 
carried  on ;  that  there  shall  be  no  roof  signs  erected  on  the 
roof  of  the  building;  that  the  boiler  room  shall  be  con¬ 
structed,  as  indicated,  separated  by  fireproof  construction 
from  the  balance  of  the  building  and  enterable  only  from 
the  exterior ;  that  all  work  shall  be  completed  within  one 
year  from  the  date  of  this  amended  resolution. 


1-27-BZ. 

APPLICANT — Edwin  Snackenberg,  for  Intershire  In¬ 
vestors,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
alteration  and  also  the  permanent  use  of  a  gasoline 
service  station  previously  granted  by  the  board 
under  section  7f  for  a  temporary  period  which  ex¬ 
pired  March  15,  1935  (reopened  September  17, 
1935). 

PREMISES  AFFECTED— 1124  Gun  Hill  road,  south  side, 
from  Yates  avenue  to  Boston  road  (Block  No. 
4615,  Lot  No.  36),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Edwin  Snackenberg. 

For  Opposition :  Milton  J.  Levitt. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum . 

Negative:  Assistant  Chief  Kidney 
Absent  . 


THE  RESOLUTION— 

(1-27-BZ) 

Wheras,  Herbert  Ascher,  for  Intershire  Investors  Inc., 
owner,  filed  January  3,  1927,  an  application  under  section 
7  subdivision  F  of  the  building  zone  resolution  to  permit 
in  a  business  district  the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  northeast  corner  of 
Gunhill  road  and  Boston  road  (Block  No.  4615,  Lot  No. 
36),  Borough  of  The  Bronx;  and 

Whereas,  this  application  was  granted  by  the  board 
for  a  temporary  period  of  two  years  under  certain  con¬ 
ditions,  March  15,  1927  and  the  temporary  period  extended 
so  that  it  expired  March  15,  1935 ;  and  , 

Whereas,  the  owner,  through  its  agent  Edwin  H. 
Snackenberg,  requested  a  reopening  of  the  application 
under  section  21  for  a  permanent  _  variation  which  was 
amended  at  hearing  to  a  request  for  a  variation  for  a 
longer  period  than  2  years ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  September  17,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  21,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and  . 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Boston  Post  road  is  in  a 
business  district;  Yates  avenue  is  in  a  business  and  resi¬ 
dence  district  and  Gun  Hill  road  is  in  a  business  district; 
and  _ 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  October  21,  1935,  re:  Alt.  App.  No.  456-1935, 
reads : 

“1.  The  erection  of  the  proposed  building  on  premises 
with  present  unlawful  gasoline  service  station  in 
a  business  district  is  contrary  to  the  provisions 
of  the  Building  Zone  Resolution. 

B.Z.  Violation  No.  150-35  pending.  In  that  of 
occupying  the  premises  with  building  and  gasoline 
service  station  for  business  purposes  not  with¬ 
standing  that  the  permit  for  the  same  has  expired.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  184  ft.  on  Boston 
Post  road,  136  ft.  on  Gun  Hill  road  and  183  ft.  on  Yates 
avenue,  upon  which  is  located  a  gasoline  service  station 
granted  by  the  board  for  a  temporary  period  which  ex¬ 
pired  March  15,  1935.  It  is  proposed  to  relocate  the 
pumps,  etc.,  remove  the  existing  buildings  and  to  erect 
upon  the  plot  an  irregular  shaped  one  story  structure  to 
be  occupied  as  grease  room,  boiler  room,  sales  office  and 
auto  laundry  and  to  use  the  plot  as  a  gasoline  service  sta¬ 
tion  ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises 
on  January  16,  1936;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  application  under  the  provisions  of  section 
21  of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under1 
section  21  thereof  for  a  period  of  ten  (10)  years  from 
the  date  of  this  action,  permitting  the  use  of  the  plot 
under  appeal  to  be  continued  as  a  gasoline  service  station, 
on  condition  that  all  existing  buildings  shall  be  entirely 
removed  and  that  the  plot  shall  be  leveled  substantially 
to  the  grade  of  surrounding  streets  and  that  the  new 
accessory  buildings  shall  be  substantially  of  the  area, 
design,  construction  and  materials  as  indicated  on  plans 
filed  with  this  appeal  marked  “Received  November  21, 
1935”:  that  there  shall  be  no  automobile  repairing  per¬ 
mitted  on  the  premises  or  parking  of  cars  other  than 
1  those  being  serviced ;  that  the  entire  area  not  covered  by 
0  accessory  buildings  shall  be  cement  paved  and  that  there 
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shall  be  constructed  on  all  street  fronts,  concrete  sidewalks 
and  curbs ;  that  the  curb  cuts  to  the  premises  shall  not 
exceed  the  widths  shown  on  plan  filed  with  this  appeal; 
that  the  openings  on  the  building  line  shall  not  exceed 
the  curb  cut  openings  opposite;  that  there  shall  be  con¬ 
structed  on  the  property  line  on  all  three  streets  between 
such  openings,  concrete  curbing  not  less  than  12  inches 
in  width  and"  not  less  than  5  inches  in  height  with  rounded 
top  and  reinforced  to  insure  permanency ;  that  all  gasoline 
pumps  erected  shall  not  be  nearer  than  12  feet  from  any 
building  line ;  that  advertising  shall  be  limited  to  permanent 
flat  signs  attached  to  the  accessory  building,  to  the  illu¬ 
minated  globes  of  the  gasoline  pumps  and  to  three  post 
standards  one  within  the  building  line  on  each  street 
intersection,  as  indicated,  such  post  standards  to  carry 
illuminated  signs  advertising  only  the  brand  of  gasoline 


on  sale  and  not  extending  beyond  the  building  line  more 
than  8  feet  and  excluding  all  other  signs,  including  roof 
signs  and  signs  of  a  temporary  nature ;  that  there  shall  be 
no  portable  gasoline  pumps  used  on  or  from  the  premises; 
that  complete  working  drawings  substantially  carrying 
out  the  requirements  of  this  resolution  shall  be  submitted 
to  the  chairman  and  approved  by  the  board  before  same 
are  filed  with  the  commissioner  of  buildings ;  that  such 
plans  shall  be  filed  within  three  months  and  that  all  work 
shall  be  completed  within  one  year  from  the  date  of  this 
resolution. 


Adjourned,  11 :30  a.m. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JANUARY  21,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 


BUILDING  ZONE  CASES 

294-27-BZ. 

APPLICANT— Larry  Meltzer,  for  Kurland  Service  Sta¬ 
tions,  Inc.,  lessee  (long  term  lease). 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  reopened  December  20,  1935,  for 
consideration  of  an  amendment  to  resolution— re 
Application,  granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 951-959  Lenox  road,  north  side, 
from  East  57th  street  to  Remsen  avenue  (block 
No.  4644,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition :  Morris  Chodosh. 

ACTION  OF  BOARD— Laid  over  to  February  4,  1936,  at 
2  p.m.  on  request  of  attorney  in  objection. 

186-30-BZ. 

APPLICANT — Ethel  Quasman,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (re¬ 
opened  October  8,  1935). 

PREMISES  AFFECTED — 74-02  Jamaica  avenue  and  1 
Elderts  lane,  southeast  corner  (Block  No.  50,  part 
of  Lot  No.  1),  Woodhaven,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Alfred  Quasman. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


273-35-BZ. 

APPLICANT — Walter  B.  Woodruff  for  John  T.  Wood¬ 
ruff  &  Son,  owners. 


SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 33-30  to  33-44  57th  street  and 
56-15  Broadway,  northwest  corner  (Block  No. 
1180,  part  of  Lot  No.  35),  Woodside,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Walter  B.  Woodruff. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  withdrawn  by  appli¬ 
cant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


93-33-BZ. 

APPLICANT— John  J.  Beatty,  for  T.  H.  Fraser  Mortgage 
Corp.,  owner. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  section  7c  of  the  building  zone  resolution — re 
Application  (decision  of  the  commissioner  of 
buildings)  to  permit  partly  in  an  unrestricted  dis¬ 
trict  and  partly  in  a  business  district  the  erection 
and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 246-250  Atlantic  avenue,  south¬ 
west  corner  of  Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  J.  Beatty. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


222-34-BZ. 

APPLICANT — Samuels  &  Samuels,  for  Meyer  Werman, 
owner. 

SUBJECT — Application  for  approval  of  plans  in  accord¬ 
ance  with  resolution  adopted  by  the  board  June 
25,  1935. 
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PREMISES  AFFECTED— Southeast  corner  of  Little 
Neck  parkway  and  Hillside  avenue  (Block  No. 
4523,  part  of  Lot  No.  51),  Floral  Park,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Plans  disapproved  as  not  com¬ 
plying  with  the  recommendation  of  the  committee 
of  the  board. 

THE  VOTE  TO  DISAPPROVE  PLANS: 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


26-32-BZ. 

APPLICANT — Louis  Schlefer,  for  Minnie  Streit,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  reopened  September  10,  1935,  for  re¬ 
hearing  by  Order  of  the  Court,  to  permit  in  a 
business  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED— 1551-1555  Coney  Island  ave¬ 
nue,  east  side,  100  ft.  south  of  Avenue  L  (Block 
No.  6731,  Lot  No.  90),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Louis  Schlefer. 

For  Opposition  :  Henry  Scherbel. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative  :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  RESOLUTION— 

(26-32-BZ) 


Whereas,  this  application  under  the  building  zone  reso¬ 
lution  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station  was  filed  January 
19,  1932,  affecting  premises  1551-1555  Coney  Island  avenue, 
east  side  100  ft.  south  of  Avenue  L  (Block  No.  6731,  Lot 
No.  90),  Borough  of  Brooklyn;  and 
Whereas,  under  Calendar  No.  816-25-BZ,  the  board 
denied  an  application  for  a  gasoline  service  station  on 
these  premises  for  a  plot  25  ft.  by  40  ft.  and  under  Cal¬ 
endar  No.  388-26-BZ,  also  denied  a  gasoline  service  station 
on  these  premises  for  a  plot  60  ft.  by  100  ft.  and  therefore 
the  board  under  date  of  April  1,  1932,  refused  to  accept 
this  application  and  under  date  of  November  20,  1934 
refused  to  reopen  this  application ;  and 
Whereas,  the  court  in  July,  1935  referred  the  matter 
back  to  the  board  to  be  heard  upon  the  merits ;  and 
Whereas,  this  application  was  reopened  by  vote  of  the 
board,  September  10,  1935,  on  the  application  of  Louis 
Schlefer  for  Minnie  Streit  present  owner ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  21,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Coney  Island  avenue  is  in 
a  business  district;  that  East  12th  street  is  in  a  residence 
district ;  that  East  10th  street  is  in  a  residence  district ; 
and  that  Avenue  L  is  in  a  residence  and  business  district; 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  4,  1934,  re.  Applic.  No.  13308-1934,  reads : 

“Proposed  gasoline  service  station  to  be  located  in 
a  business  use  district  is  contrary  to  Art.  II  Sect.  4a  of 
Zone  Resolution.” 

and 


Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  60  ft.  and  a  depth  of  100  ft;  upon 
the  plot  there  is  located  a  one  story  “L”  shaped  structure 
60  ft.  by  94  ft.,  irregular  in  area— occupied  as  a  repair  shop 
and  store;  it  is  proposed  to  remove  part  of  the  store 
section  of  the  premises.  It  is  further  proposed  to  erect 
upon  a  portion  of  the  plot  auto  lifts  and  also  to  install 
the  necessary  tanks  and  pumps  for  a  gasoline  service 
station ;  the  repair  shop  structure  and  altered  portion  of 
the  store  to  remain;  and 

Whereas,  the  premises  under  appeal  was  the  subject 
of  an  inspection  by  a  committee  of  the  board,  report  of 
which  inspection  was  read  at  this  hearing  and  which 
report  follows : 

REPORT  OF  COMMITTEE. 

January  3,  1936. 

Cal.  No.  26-32-BZ. 

Premises:  1551-1555  Coney  Island  avenue,  (Block  No. 
6731,  Lot  No.  90),  Borough  of  Brooklyn. 

Upon  instruction  of  the  court,  this  application  for 
a  zoning  variation  was  reopened.  The  only  difference 
now  is  that  they  propose  some  alteration  to  the  front 
to  construct  an  alcove  gasoline  station,  retaining  all 
the  present  uses  of  store,  repair  shop  and  greasing 
lifts.  This  application  in  one  form  or  another  has 
been  before  the  board  on  several  occasions,  to  obtain 
a  zoning  variation  to  permit  the  sale  of  gasoline.  The 
present  buildings  were  erected  in  1926.  A  gasoline 
station  was  denied  under  Calendar  No.  816-25-BZ; 
again  under  Calendar  No.  388  of  ’26-BZ ;  again  under 
26  of  ’32-BZ,  the  board  refused  to  reopen  because 
of  previous  denials  of  a  similar  application.  Also 
under  460-32-BZ,  the  board  permitted  minor  automo¬ 
bile  repairing.  The  record  shows  that  without  author¬ 
ization  gasoline  tanks  were  installed  in  1926.  _  The 
present  application  is  one  more  attempt  to  obtain  the 
right  to  sell  gasoline.  The  committee  recommends 
that  the  application  be  denied.  There  is  no  hardship 
existing  to  justify  action  by  the  board.  The  applicant 
claims  that  he  is  suffering  financial  hardship  because 
he  cannot  make  the  premises  pay,  and  that  he  has 
lost  customers  because  they  go  elsewhere  for  gasoline. 
It  is  difficult  to  reconcile  this  statement  with  the  fact 
that  at  no  time  has  the  owner  had  a  legal  permit  to 
sell  gasoline. 

The  committee  is  not  impressed  with  the  plans 
showing  the  proposed  alterations.  The  proposed  sta¬ 
tion  is  out  of  place,  and,  if  granted,  will  lead  to  other 
applications  along  Coney  Island  avenue  already  over- 
supplied  with  gas  selling  stations. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee  of  Inspection. 

and 

Whereas,  this  report  recommended  the  denial  of  the 
application,  brought  under  section  21  of  the  building  zone 
resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build- 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


240-35-BZ. 

APPLICANT — Samuel  Rosenblum  for  Bawnfawn  Hold¬ 
ing  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 88-15  Queens  Boulevard  and 
89-05  56th  avenue,  northwest  corner  (Block  No. 
1844,  Lot  No.  3),  Woodside,  Borough  of  Queens. 
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APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  T9  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  VOTE  TO  RECONSIDER  PREVIOUS  VOTE— 
Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum .  3 

Negative:  Assistant  Chief  Kidney .  1 

Absent  .  0 


THE  VOTE  TO  RESCIND  PREVIOUS  VOTE  OF 
DENIAL— 

Affirmative:  Commissioners  Savage  and  Blum  2 
Negative :  Chairman  Murdock,  Assistant  Chief 


Kidney  .  2 

Absent  .  0 


THE  RESOLUTION— 

(240-35-BZ) 

Whereas,  Samuel  Rosenblum,  for  Bawnfawn  Holding 
Corp.,  owner,  filed  September  11,  1935,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service  station ; 
premises:  88-15  Queens  boulevard  and  89-05  56th  avenue, 
northwest  corner  (Block  No.  1844,  Lot  No.  3),  Woodside, 
Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  21,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 

and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Queens  boulevard  is  in  a 
business  and  unrestricted  district;  that  56th  avenue  is  in 
a  residence  and  business  district;  that  55th  road  is  in  a 
residence  and  business  district;  and  that  57th  avenue  is  in 
a  business  and  unrestricted  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  August  12,  1935,  re.  N.B.  3065-35,  reads : 

“The  erection  of  a  gasoline  service  station  in  a 
business  district  is  contrary  to  Art.  2,  Sect.  4,  sub- 
div.  46  B.Z.R.” 
and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  100  ft.  on  Queens 
boulevard,  85  ft.  on  56th  avenue  and  a  distance  of  100  ft. 
along  the  north  lot  line,  upon  which  it  is  proposed  to 
erect  a  one  story  office,  grease  rack  and  car  washing 
structure  60  ft.  by  25  ft.  in  area  and  also  the  necessary 
tanks  and  pumps  for  a  gasoline  service  station ;  and 

Whereas,  the  premises  under  appeal  was  the  subject  of 
an  inspection  and  report  by  a  committee  of  the  board, 
report  of  which  inspection  was  read  at  this  hearing  and 
•which  report  follows : 

REPORT  OF  COMMITTEE. 

January  3,  1936. 

Cal.  No.  240-35-BZ. 

Premises :  88-15  Queens  boulevard  and  89-05  56th 
avenue,  northwest  corner  (Block  No.  1844,  Lot  No.  3), 
Woodside,  Borough  of  Queens. 

This  application  is  for  a  zoning  variance  to  permit  a 
gasoline  station  in  a  business  use  area  at  the  northwest 
corner  of  Queens  boulevard  and  56th  avenue.  Wood- 
side.  The  plot  is  part  of  a  much  larger  area  in  Block 
No.  1844,  Lot  No.  3,  under  the  same  ownership  in  the 
same  family  for  a  long  period. 

There  are  a  number  of  gasoline  stations  on  Queens 
boulevard  within  this  and  the  adjoining  areas,  all  estab¬ 
lished  prior  to  the  prohibiting  amendment.  With  the 
•exception  of  one  case  which  was  granted  for  a 


temporary  period  and  which  has  not  yet  been  con¬ 
structed.  Several  applications  for  gasoline  stations  in 
this  general  section  of  Queens  boulevard  have  not  been 
granted  and  the  board’s  decision  has  been  upheld  under 
court  review.  Because  of  the  effort  expended  to  make 
Queens  boulevard  a  fine  thoroughfare  and  the  work 
of  completion  now  going  on,  the  committee  are  of 
the  opinion  that  the  board  should  not  consider  favor¬ 
ably  a  zoning  variance  for  an  additional  station,  as 
being  against  public  interest.  There  may  be  financial 
hardship  existing  because  of  carrying  vacant  land 
unimproved,  but  there  is  considerable  property  along 
Queens  boulevard  similarly  situated  and  which  has 
not  yet  been  developed  because  of  the  relative  newness 
of  this  boulevard. 

The  committee  recommends  that  the  application  be 
denied  as  lacking  sufficient  unnecessary  hardship  to 
justify  favorable  action  in  view  of  the  greater  interest 
of  the  city  and  the  other  property  owners  in  preventing 
deteriorating  non-conforming  uses  from  being  per¬ 
mitted. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee  of  Inspection. 

and 

Whereas,  this  report  recommended  the  denial  of  the 
application  as  not  being  within  the  purview  of  section  21 
of  the  building  zone  resolution  as  defined  by  the  courts. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


159-34-BZ. 

APPLICANT — Kesbec,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  partly  in  a  business  district 
and  partly  in  a  residence  district  the  extension  of 
an  existing  gasoline  service  station. 

PREMISES  AFFECTED — Southwest  corner  of  East 
Fordham  road  and  Arthur  avenue  (Block  No. 
3067,  Lot  Nos.  54  and  56),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Joseph  B.  Lynch. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(159-34-BZ) 


Whereas,  this  application  affecting  premises  southwest 
corner  of  East  Fordham  road  and  Arthur  avenue  (Block 
No.  3067,  Lot  Nos.  54  and  56),  Borough  of  The  Bronx, 
was  granted  by  the  board  October  16,  1934,  on  certain  con¬ 
ditions  and  applicant  requested  an  amendment  of  the  reso¬ 
lution  and  an  approval  of  the  plans  and  the  resolution  was 
amended  March  26,  1935,  and  applicant  now  requests  a 
further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  plans  marked  “received  March  20,  1935,” 
as  complying  with  the  resolution  adopted  by  the  board  on 
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October  16,  1934,  as  amended  herewith  in  the  following 
respects  *• 

That  the  accessory  buildings  and  walls  may  be  con¬ 
structed  of  common  brick  with  cast  stone  trimmings ; 
the  brick  to  be  stuccoed  with  cement  and  painted ;  that 
the  buildings  may  be  located  as  indicated  on  plans  filed, 
marked  “received  March  20,  1935” ;  on  condition  that 
there  shall  be  erected  on  the  interior  lot  lines  a  wall 
not  less  than  8  ft.  in  height  and  constructed  of  face 
brick  or  glazed  terra  cotta,  except  that  this  wall  may 
start  at  a  height  of  4  ft.  at  the  East  Fordham  road 
building  line  and  Arthur  avenue  building  line  and  be 
graduated  at  the  rate  of  one  foot  m  four  to  the  8  ft. 
height  and  if  constructed  of  brick  that  this  wall  may 
be  partially  or  entirely  painted;  that  there  may  be 
erected  near  the  intersection  of  East  Fordham  road 
and  Arthur  avenue  within  the  building  line  a  post 
standard  to  carry  an  illuminated  sign  advertising  the 
brand  of  gasoline  on  sale;  that  where  the  walls  of 
accessory  buildings  are  located  on  the  lot  line,  as 
shown,  the  lot  line  wall  required  may  be  incorporated 
as  part  thereof  on  condition  that  there  are  no  openings 
from  this  accessory  building  opening  upon  adjoining 
property ;  that  the  plot,  where  not  occupied  as  accessory 
buildings,  may  be  either  cement  paved  or  paved  with 
COLPROVIA ;  that  the  resolution  insofar  as  it  refers 
to  the  obtaining  of  permits  and  completion  of  the  work 
shall  be  amended,  so  that  as  amended  it  shall  read: 
That  all  permits  shall  be  obtained  within  three  months 
and  work  completed  within  nine  months  from  the  date 
of  this  amended  resolution ;  that  other  than  as 
amended  herein,  the  resolution  adopted  by  the  board 
on  October  16,  1934,  shall  be  complied  with  in  all 
respects. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
283-35- A. 

APPELLANT— Caldo  Fuel  Oil  Co.,  Inc.,  owner. 
SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner.  . 

PREMISES  AFFECTED — Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Appellant:  Aubrey  Bain. 

For  Administration:  Inspector  Meyer  of  Fire 
Department.  _ 

ACTION  OF  BOARD— Appeal  placed  on  Reserve  Cal¬ 
endar.  _ 

305-35-A. 

APPELLANT— Empire  Petroleum  &  Transport  Co.,  Inc., 
owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Appellant :  None. 

For  Administration :  Inspector  Meyer  of  Fire 
Department. 

ACTION  OF  BOARD— Appeal  placed  on  Reserve  Cal¬ 
endar. 

317-35-A. 

APPELLANT — John  A.  Wells,  Inc.,  owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Appellant :  George  Laght. 

For  Administration :  Inspector  Meyer  of  Fire 
Department. 

ACTION  OF  BOARD — Appeal  placed  on  Reserve  Cal¬ 
endar. 


364-35- A. 

APPELLANT— Ph.  Dietz  Coal  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED— Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Appellant:  Irving  A.  Feinstein. 

For  Administration :  Inspector  Meyer  of  Fire 
Department. 

ACTION  OF  BOARD — Appeal  placed  on  Reserve  Cal¬ 
endar. 


299-31-A. 

APPELLANT — Samuel  L.  Benjamin,  for  Brownsville 
Motor  Sales  Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  superintendent 
of  buildings. 

PREMISES  AFFECTED— 2495-2505  Atlantic  avenue, 
northeast  corner  of  East  New  York  avenue  (Block 
No.  3665,  Lot  Nos.  1  and  4),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant :  Lemuel  Skidmore. 

For  Administration:  None. 

ACTION  OF  BOARD — Laid  over  to  January  28,  1936,  at 
2  p.m.,  on  request  of  applicant’s  representative. 


201-35-A. 

APPELLANT — Eadie,  Nunley  and  Eadie,  for  Mary  Pi- 
cerno,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1406  Castleton  avenue  and  142 
Jewett  avenue,  southwest  corner  (Block  No.  1026, 
Lot  No.  47),  Port  Richmond,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Appellant:  James  Fry. 

For  Administration :  None. 

ACTION  OF  BOARD — Appeal  withdrawn  by  appellant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


MEMORANDUM— 

(201-35-A) 

On  October  23,  1934,  the  board  denied  application  for  a 
gasoline  service  station  in  a  business  district  under  section 
21 ;  Cal.  No.  206-34-BZ,  premises  southwest  corner  Jewett 
avenue  and  Castleton  avenue,  Port  Richmond,  S.  I.  Appeal 
from  denial  of  certificate  of  occupancy  for  gasoline  service 
station  at  the  same  location,  Cal.  No.  201-35-A,  on  reserve 
calendar  pending  disposition  of  mandamus  proceeding  to 
compel  issuance  of  certificate  of  occupancy  and  necessary 
permits.  Mr.  Justice  Dunne  denied  motion  for  mandamus. 
(N.  Y.  L.  J,  October  25,  1935). 

The  appeal  was  thereafter  restored  to  the  regular  calen¬ 
dar  and  withdrawn  on  request  of  appellant. 


342-35-A. 

APPELLANT — General  Outdoor  Advertising  Co.,  Inc., 
lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 2314-2316  12th  avenue,  south¬ 
west  corner  of  West  132d  street  (Block  No.  2004, 
Lot  No.  74),  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant :  Emerson  F.  Davis. 
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For  Opposition :  Lester  R.  Sachrer  and  Charles 
Overadera. 

For  Administration :  Assistant  Engineer  Samuel 
Becker  of  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(342-35- A) 

Whereas,  General  Outdoor  Advertising  Co.,  Inc.,  lessee, 
filed  November  29,  1935,  an  appeal  from  a  decision  of  the 
Commissioner  of  Buildings,  affecting  premises  2314-2316 
12th  avenue,  southwest  cor.  of  West  132nd  street  (Block 
No.  2004,  Lot  No.  74),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  November  1,  1935,  (Roof  Sign  Applic.  No.  24- 
1935),  reads:  , 

Amendment  is  disapproved  with  the  following  objection 
repeated. 

“4.  File  data  showing  35%  of  face  as  open  sign  and 
location  of  area  used.  Contrary  to  Chapter  23,  Art. 
16,  Sec.  213-2a,  Code  of  Ordinances  to  construct  a 
closed  sign  over  31  ft.  above  roof  level.” 

and 

Whereas,  the  building,  located  in  a  business  district,  is 
non-fireproof,  two  stories  in  height,  54  ft.  by  74  ft.  in  area ; 
now  vacant  but  previously  occupied  for  storage  purposes ; 

and 

Whereas,  applicant  contends  that  on  May  6,  1935,  an 
application  for  an  open  roof  sign  was  filed  with  the  De¬ 
partment  of  Buildings  and  disapproved  because  the  height 
of  the  sign  exceeded  50  ft.  above  a  non-fireproof  roof ;  in 
May,  1935,  an  application  was  made  to  alter  the  building 
so  as  to  add  a  MANSARD  roof  approximately  12  ft.  in 
height;  contends  that  a  roof  sign  has  been  erected  7  ft. 
above  the  Mansard  roof ;  that  the  sign  has  an  area  of  42  ft. 
by  64  ft.  wide  or  2,688  sq.  ft.;  the  solid  face  (13  ft.  9  in. 
by  64  ft.  or  approximately  880  sq.  ft.)  represents  approxi¬ 
mately  35%  of  the  gross  area  of  the  sign ;  that  this  solid 
area  is  35  ft.  3  in.  above  the  (Mansard)  roof;  applicant 
contends  further,  that  although  the  closed  portion  of  the 
sign  is  located  over  31  ft.  above  the  roof  level  (actually 
49  ft.)  that  item  b  of  subdiv.  2,  Section  213,  Article  16, 
Chapter  23  of  the  Code  of  Ordinances  should  apply,  and 
that  the  closed  portion  of  sign  does  not  exceed  35%  of 
area  of  sign;  and 

Whereas,  an  order  and  decision  of  the  commissioner  of 
buildings,  dated  May  21,  1935,  relative  to  sign  application 
24-35  reads : 

1.  Construction  of  sign  should  comply  with  section 
213,  Chapter  23,  Art.  16,  Code  of  Ordinances.  Sign 
should  not  exceed  50  ft.  above  non-fireproof  roof. 

2.  Alteration  application  should  be  filed  in  this  de¬ 
partment  for  new  roof  construction. 

and 

Whereas,  thereafter  an  alteration  application  1165-35 
was  filed  to  install  a  mansard  roof  and  an  appeal  to  the 
Board  of  Buildings  was  taken  and  the  resolution  of 
the  Board  of  Buildings  accepted  the  sign  as  not  extending 
more  than  50  ft.  above  the  mansard  roof  on  condition  that 
the  sign  conform  to  the  provisions  of  section  213,  Chapter 
23,  Art.  16  of  the  code  of  ordinances ;  and 

Whereas,  the  only  question  presented  in  this  appeal  is 
whether  section  213-2A  of  Article  16  of  Chapter  23  applies 
to  the  type  of  sign  structure  shown  on  plan  filed  with  this 
appeal,  the  location  and  structural  design  not  being  in¬ 
volved. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  modify  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  November  1,  1935,  in  connection  with  roof 
sign  application  No.  24-1935,  the  board  finding  that  section 


213,  Subdivision  2-A  of  Chapter  23,  Article  XVI,  does  not 
apply  to  the  plan  as  filed,  and  that  the  condition  proposed 
comes  within  the  purview  of  section  213,  subdivision  2-b. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
238-35-SA. 

APPLICANT — Clarence  E.  Meek  for  Garrison  Engineer¬ 
ing  Corporation,  owner. 

SUBJECT — Garfire  Gun  (fire  extinguisher),  approval  of. 
APPEARANCES— 

Applicant :  Clarence  E.  Meek. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  pending  report  of  Underwriters. 


244-35-SA. 

APPLICANT — E.  L.  Woolley  Company,  owner. 

SUBJECT — Woolley  Patent  Mechanical  Oil  Burner,  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  withdrawn  on  written 
request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


166-35-SA. 

APPLICANT — Benjamin  Wetstone  for  Serv-Well  Burner 
Corp.,  owner. 

SUBJECT — Serv-Well  Space  Heater,  Models  247T  and 
248,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board  and  Fire  Depart¬ 
ment. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(166-35-SA) 

Whereas,  Benjamin  Wetstone  for  Serv-well  Burner 
Corp.,  owner,  filed  June  20,  1935,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Serv-Well  space  heater  Models  247T 
and  248;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  bureau  of  combustibles,  was  substantially  as  follows : 

Model  247T :  This  space  heater  is  of  the  round 
radiant  type.  The  burner  unit  used  is  a  single  Serv- 
Well  7  in.  range  oil  burner  unit.  The  oil  supply  is 
from  a  3-gallon  metal  tank  which  is  supported  along 
with  the  oil  reservoir  by  two  arms  attached  to  the 
base  of  the  heater  proper.  Between  the  tank  and  the 
heater  a  heavy  metal  shield  has  been  provided  to 
insure  correct  air  circulation.  The  flow  of  oil  is  gov¬ 
erned  by  means  of  a  “V”  slot  metering  valve.  The 
heater  is  provided  with  the  proper  fittings  so  that  it 
may  readily  be  connected  to  a  flue.  The  oil  reservoir 
and  burner  unit  are  now  equipped  with  Allen-set 
screws. 
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Model  248 :  This  is  a  cabinet  type  circulating  heater 
and  the  heating  unit  consists  of  two  6  in.  Serv-Well 
range  oil  units.  The  oil  is  supplied  from  a  3-gallon 
metal  tank  located  at  the  rim  of  the  cabinet.  Two 
metering  valves  of  the  “V”  slot  type  were  employed 
to  properly  govern  the  flow  of  oil  to  the  burner  units. 
This  is  a  flue  connected  type  heater  and  proper 
arrangements  have  been  made  in  the  rear  of  the  cab¬ 
inet  for  such  connections. 

In  recommending  these  space  heaters  for  approval, 
it  is  suggested  that  certain  requirements  be  carried  out 
for  their  installation  and  included  upon  their  instruc¬ 
tion  cards  and  that  this  approval  be  not  final  until  a 
copy  of  said  instruction  card  is  filed  with  the  Board 
of  Standards  and  Appeals  and  the  New  York  Fire 
Department. 

and  ....  . 

Whereas,  this  device  is  similar  to  the  device  submitted 
for  approval  under  Cal.  No.  181-35-SA. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  devices  known  as  the  Serv-Well  space 
heater  Models  247T  and  248, _  for  use  in  domestic  and 
commercial  installations,  when  installed  in  accordance  with 
the  provisions  of  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals  and  with  the  following  additional 
requirements : 

1.  Floor  beneath  oil  burning  device  shall  be  protected 
by  a  shield  of  at  least  J4  inch  asbestos  or  other 
equivalent  material,  this  shield  to  extend  at  least 
12  inches  beyond  the  outline  of  the  stove  or  range 
in  which  the  device  is  installed. 

2.  This  oil  burning  device  shall  bear  a  label  perman¬ 
ently  attached  thereto  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARD  AND  APPEALS 
for  Use  in  New  York  City 
UNDER  CAL.  NO.  166-35-SA 

3.  The  manufacture  or  installer  of  this  oil  burning 
device  shall  within  48  hours  after  each  installation, 
notify  the  fire  department  in  writing  of  the  name 
of  the  person  to  whom  this  device  was  sold  and 
the  address  of  the  premises  where  installed. 

4.  This  oil  burning  device  shall  be  connected  to  a 
legal  chimney,  complying  with  the  requirements  of 
Section  403  of  Chapter  V  of  the  Code  of  Ordin¬ 
ances  ;  said  chimney  to  have  a  readily  accessible 
cleanout  door;  the  flue  connection  to  the  chimney 
shall  be  equipped  with  automatic  damper. 

5.  The  fuel  oil  used  in  this  oil  burning  device  shall  be 
range  oil  or  No.  1  fuel  oil. 


167-35-SA. 

APPLICANT — Benjamin  Wetstone,  for  Serv-Well  Burner 
Corp.,  owner. 

SUBJECT— -Serv-Well  Water  Heater,  Models  255A  and 
2SSB,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board  and  Fire  De¬ 
partment. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  . , .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(167-35-SA) 

Whereas,  Benjamin  Wetstone  for  Serv-Well  Burner 
Corp.,  owner,  filed  June  20,  1935,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  the  de¬ 
vice  known  as  the  Serv-Well  Water  Heater,  Models  255A 
and  255B;  and 


Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire 
department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and  of 
the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  bureau  of  combustibles,  was  substantially  as  follows: 
Model  255B. — This  model  consists  of  a  complete  hot 
water  heating  unit.  The  oil  burner  unit  consists  of  a 
6  ft.  Serv-Well  Range  Burner  and  the  oil  supply  is 
from  a  2-gallon  glass  bottle  which  is  provded  with  a 
metal  jacket,  having  two  hand  grips  on  it.  The  flow  of 
oil  is  governed  by  means  of  a  “V”  slot  metering  valve. 
A  shield  has  been  provided  between  the  heater  and  the 
oil  reservoir  thus  insuring  sufficient  air  circulation  to 
prevent  excess  heating  of  oil  in  the  reservoir. 

Model  255A. — This  is  a  conversion  type  heater  and 
consists  of  a  stand  supporting  the  oil  reservoir  and  oil 
supply  container  which  is  a  2-gallon  glass  bottle  and 
horizontal  arm  upon  which  is  mounted  a  4  ft.  Serv- 
Well  Range  Burner.  The  flow  of  oil  is  governed  by 
means  of  a  “V”  slot  metering  valve  and  a  shield  has 
been  provided  between  *the  heater  and  the  oil  reser¬ 
voir.  We  tested  the  operation  of  these  two  water 
heaters  and  found  that  all  parts  function  as  designed. 

In  recommending  these  hot  water  heaters  for  ap¬ 
proval  in  domestic  and  commercial  installations,  it  is 
suggested  that  certain  requirements  be  carried  out  for 
their  installation  and  included  upon  their  instruction 
cards  and  that  this  approval  be  not  final  until  a  copy 
of  said  instruction  card  is  filed  with  the  Board  of 
Standards  and  Appeals  and  the  New  York  Fire  De¬ 
partment. 

and 

Whereas,  this  device  is  similar  to  the  device  submitted 
for  approval  under  Cal.  No.  182-35-SA. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  devices  known  as  the  Serv-Well  Water 
Heater,  Models  255A  and  255B,  for  use  in  domestic  and 
commercial  installations,  when  installed  in  accordance  with 
the  provisions  of  the  Oil  Burner  Rules  of  the  Board  of 
Standards  ano  Appeals  and  with  the  following  additional 
requirements : 

1.  Floor  beneath  oil  burning  device  shall  be  protected 
by  a  shield  of  at  least  inch  asbestos  or  other 
equivalent  material,  this  shield  to  extend  at  least 
12  inches  beyond  the  outline  of  the  stove  or  range 
in  which  the  device  is  installed. 

2.  This  oil  burning  device  shall  bear  a  label  perma¬ 
nently  attached  thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
for  Use  in  New  York  City 
UNDER  CAL.  No.  167-35-SA 

3.  The  manufacturer  or  installer  of  this  oil  burning 
device  shall  within  48  hours  after  each  installation, 
notify  the  fire  department  in  writing  of  the  name 
of  the  person  to  whom  this  device  was  sold  and  the 
address  of  the  premises  where  installed. 

4.  This  oil  burning  device  shall  be  connected  to  a  legal 
chimney,  complying  with  the  requirements  of  Sec¬ 
tion  403  of  Chapter  V  of  the  Code  of  Ordinances; 
said  chimney  to  have  a  readily  accessible  cleanout 
door ;  the  flue  connection  to  the  chimney  shall  be 
equipped  with  automatic  damper. 

5.  The  fuel  oil  used  in  this  oil  burning  device  shall  be 
range  oil  or  No.  1  fuel  oil. 


181-35-SA. 

APPLICANT — Benjamin  Wetstone  for  Majestic  Oil 
Burner  Co.,  owner. 

SUBJECT — Majestic  Space  Heater,  Models  247T  and 
248 — approval  of. 

APPEARANCES— 

For  Applicant:  None. 
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.CTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board  and  Fire  De¬ 
partment. 

HE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

HE  RESOLUTION— 

(181-35-SA) 

Whereas,  Benjamin  Wetstone,  for  Majestic  Oil  Burner 
lo.,  owner,  filed  June  29,  1935,  an  application  with  the 
ioard  of  Standards  and  Appeals  for  approval  of  the  device 
nown  as  the  Majestic  Space  Heater  Models  247T  and 
48;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
he  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
triment  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  and 
,f  the  representatives  of  the  bureau  of  combustibles,  ap- 
, roved  by  the  acting  deputy  chief  of  department  in  charge 
if  bureau  of  combustibles,  was  substantially  as  follows : 

Model  247T:  This  space  heater  is  of  the  round 
radiant  type.  The  burner  unit  used  is  a  single  Majestic 
7  in.  Range  oil  burner  unit.  The  oil  supply  is  from  a 
3-gallon  metal  tank  which  is  supported  along  with  the 
oil  reservoir  by  two  arms  attached  to  the  base  of  the 
heater  proper.  Between  the  tank  and  the  heater  a 
heavy  metal  shield  has  been  provided  to  insure  correct 
air  circulation.  The  flow  of  oil  is  governed  by  means 
of  a  “V”  slot  metering  valve.  The  heater  is  provided 
with  the  proper  fittings  so  that  it  may  readily  be  con¬ 
nected  to  a  flue.  The  oil  reservoir  and  burner  unit 
are  now  equipped  with  Allen-set  screws. 

Model  248 :  This  is  a  cabinet  type  circulating  heater 
and  the  heating  unit  consists  of  two  6  in.  Majestic  range 
oil  units.  The  oil  is  supplied  from  a  3-gallon  metal 
tank  located  at  the  rim  of  the  cabinet.  Two  metering 
valves  of  the  “V”  slot  type  were  employed  to  properly 
govern  the  flow  of  oil  to  the  burner  units.  This  is  a 
flue  connected  type  heater  and  proper  arrangements 
have  been  made  in  the  rear  of  the  cabinet  for  such 
connections. 

In  recommending  these  space  heaters  for  approval 
for  domestic  and  commercial  installation  it  is  sug¬ 
gested  that  certain  requirements  be  carried  out  for 
their  installation  and  included  upon  their  instruction 
cards  and  that  this  approval  be  not  final  until  a  copy 
of  said  instruction  card  is  filed  with  the  Board  of 
Standards  and  Appeals  and  the  New  York  Fire  De¬ 
partment, 
and 

Whereas,  this  device  is  similar  to  the  device  submitted 
under  Cal.  No.  166-35-SA 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
Hereby  approve  the  devices  known  as  the  Majestic  Space 
Heater  Models  247T  and  248  for  use  in  domestic  and  com¬ 
mercial  installations,  when  installed  in  accordance  with  the 
provisions  of  the  Oil  Burner  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  and  with  the  following  additional  re¬ 
quirements  : 

1.  Floor  beneath  oil  burning  device  shall  be  protected 
by  a  shield  of  at  least  Vi  inch  asbestos  or  other 
equivalent  material,  this  shield  to  extend  at  least  12 
inches  beyond  the  outline  of  the  stove  or  range  in 
which  the  device  is  installed. 

2.  This  oil  burning  device  shall  bear  a  label  perman¬ 
ently  attached  thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARD  AND  APPEALS 
for  Use  in  New  York  City 
UNDER  CAL.  NO.  181-35-SA 

3.  The  manufacturer  or  installer  of  this  oil  burning 


device  shall  within  48  hours  after  each  installation, 
notify  the  fire  department  in  writing  of  the  name 
of  the  person  to  whom  this  device  was  sold  and  the 
address  of  the  premises  where  installed. 

4.  This  oil  burning  device  shall  be  connected  to  a 
legal  chimney,  complying  with  the  requirements  of 
Section  403  of  Chapter  V  of  the  Code  of  Ordin¬ 
ances  ;  said  chimney  to  have  a  readily  accessible 
cleanout  door;  the  flue  connection  to  the  chimney 
shall  be  equipped  with  automatic  damper. 

5.  The  fuel  oil  used  in  this  oil  burning  device  shall  be 
range  oil  or  No.  1  fuel  oil. 


182-35-SA. 

APPLICANT — Benjamin  Wetstone  for  Majestic  Oil 
Burner  Co.,  owner. 

SUBJECT — Majestic  Water  Heater,  Models  255A  and 
255B — approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board  and  Fire  De¬ 
partment. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


•Kidney  . 4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(182-35-SA) 

Whereas,  Benjamin  Wetstone,  for  Majestic  Oil  Burner 
Co.,  owner,  filed  June  29,  1935,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  the  device 
known  as  the  Majestic  Water  Heater  Models  255 A  and 
255  B ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  bureau  of  combustibles,  was  substantially  as  follows : 
Model  255B :  This  model  consists  of  a  complete 
hot  water  heating  unit.  The  oil  burner  unit  consists 
of  a  6  in.  Majestic  Range  Burner  and  the  oil  supply 
is  from  a  2-gallon  glass  bottle  which  is  provided  with 
a  metal  jacket,  having  two  hand  grips  on  it.  The 
flow  of  oil  is  governed  by  means  of  a  “V”  slot  meter¬ 
ing  valve.  A  shield  has  been  provided  between  the 
heater  and  the  oil  reservoir  thus  insuring  sufficient 
air  circulation  to  prevent  excess  heating  of  oil  in  the 
reservoir. 

Model  255A:  This  is  a  conversion  type  heater  and 
consists  of  a  stand  supporting  the  oil  reservoir  and 
oil  supply  container  which  has  a  2-gallon  glass  bottle 
and  horizontal  arm  upon  which  is  mounted  a  4  in. 
Majestic  Range  Burner.  The  flow  of  oil  is  governed 
by  means  of  a  “V”  slot  metering  valve  and  a  shield 
has  been  provided  between  the  heater  and  the  oil 
reservoir.  We  tested  the  operation  of  these  two  water 
heaters  and  found  that  all  parts  function  as  designed. 

In  recommending  these  hot  water  heaters  for  ap¬ 
proval  for  domestic  and  commercial  installations,  it  is 
suggested  that  certain  requirements  be  carried  out  for 
their  installation  and  included  upon  their  instruction 
cards  and  that  this  approval  be  not  final  until  a  copy 
of  said  instruction  card  is  filed  with  the  Board  of 
Standards  and  Appeals  and  the  N.  Y.  Fire  Depart¬ 
ment  : 

and 

Whereas,  this  device  is  similar  to  the  device  submitted 
for  approval  under  Cal.  No.  167-35-SA 
Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  devices  known  as  the  Majestic  Water 
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Heater  Models  255A  and  255B  for  use  in  domestic  and 
commercial  installations,  when  installed  in  accordance  with 
the  provisions  of  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals  and  with  the  following  additional 
requirements : 

1.  Floor  beneath  oil  burning  device  shall  be  protected 
by  a  shield  of  at  least  inch  asbestos  or  other 
equivalent  material,  this  shield  to  extend  at  least  12 
inches  beyond  the  outline  of  the  stove  or  range  in 
which  the  device  is  installed. 

2.  This  oil  burning  device  shall  bear  a  label  perman¬ 
ently  attached  thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARD  AND  APPEALS 
for  Use  in  New  York  City 
UNDER  CAL.  NO.  182-35-SA 


3.  The  manufacturer  or  installer  of  this  oil  burning 
device  shall  within  48  hours  after  each  installation, 
notify  the  fire  department  in  writing  of  the  name 
of  the  person  to  whom  this  device  was  sold  and  the 
address  of  the  premises  where  installed. 

4.  This  oil  burning  device  shall  be  connected  to  a 
legal  chimney,  complying  with  the  requirements  of 
Section  403  of  Chapter  V  of  the  Code  of  Ordin¬ 
ances  ;  said  chimney  to  have  a  readily  accessible 
cleanout  door ;  the  flue  connection  to  the  chimney 
shall  be  equipped  with  automatic  damper. 

5.  The  fuel  oil  used  in  this  oil  burning  device  shall  be 
range  oil  or  No.  1  fuel  oil. 


Adjourned,  4:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


PUBLIC  HEARING 

PROPOSED  AMENDMENT  OF  OIL  BURNER  RULES. 


(217-21-SR) 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Tuesday,  January  28,  1936,  at  2  P.  M.,  Room  1013,  Muni¬ 
cipal  Building,  on  Proposed  Amendment  of  Oil  Burner 
Rules. 

Matter  in  italics  is  new ;  matter  in  brackets  [  ]  old  matter 
to  be  omitted. 

OIL  BURNER  RULES 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Rule  7.  Piping. 

Section  4.  Fill  Pipes. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
[designed  to  prevent  tampering  by  unauthorized  persons 
and  shall  be  provided  with  raised  letters  reading:  "Fuel 


Oil”  on  fixed  portion  of  terminal  body],  constructed  of 
suitable  material, _  provided  with  lugs  for  imbedding  in 
concrete  or  in  lieu  thereof  set  screw  to  fasten  terminal 
to  fill  pipe.  The  outer  flange  of  the  fill  pifie^  terminal 
shall  be  provided  with  letters  reading  “ Fuel  Oil”  and  the 
calendar  number  under  which  the  fill  pipe  terminal  has 
been  approved.  The  fill  pipe  terminal  and  nipple  end  shall 
be  suitably  threaded.  An  oil  proof  gasket  inserted  in  a 
groove  in  the  nipple  end  shall  be  provided  so  as  to 
render  the  fill  pipe  terminal  leak-proof.  A  strainer  is  not 
required  but  if  used  must  be  of  not  less  than  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

[(e)  Fill  pipes  shall  be  designed  to  prevent  escape  of 
oil  vapor  from  storage  tanks  at  fill  pipe  terminal.] 


APPROVED  APPLIANCES 


APPROVED  FUEL  OIL  FILL  PIPE  TERMINALS 


Name 
Flagg  ... 
J.  H.  N. 
Newbury 
Preferred 


Calendar  No.  Name  Calendar  No. 

345-35-SA  Rhode  Island  .  204-35-SA 

292-35-SA  Seal-O-Strain  .  48-35-SA 

223-35-SA  Sealtite  .  231-35-SA 

213-35-SA  Simplex  .  214-35-SA 


SPECIAL  NOTICE 


There  is  now  on  display  in  one  of  the  rooms  in  this  the  Mayor’s  Committee  on  City  Planning.  If  interested, 
Board  a  set  of  seven  maps  of  the  City  of  New  York,  these  maps  may  be  seen  any  week  day  and  up  to  12  o’clock 
covering  the  real  property  inventory  report,  prepared  by  on  Saturdays. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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XTRACTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  OF  THE  CITY  OF  NEW  YORK, 
RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDED  JANUARY  29,  1935. 

ARTICLE  1 


General  Provisions. 

1.  Definitions. 

Unless  otherwise  expressly  stated,  whenever  used  in  this 
hapter  the  following  terras  shall  respectively  be  deemed 

d  mean :  . 

33.  Refrigerating  system,  a  combination  of  apparatus  in 
rhich  a  refrigerant  is  circulated!  for  the  purpose  of  ex¬ 
acting  heat.  1 

(a)  The  parts  of  the  system  are  the  compressor,  gen- 
rator,  condensor,  absorber,  receiver,  shell  type  or  tube  type 
pparatus,  pipes,  vessels,  or  other  parts,  containing  refrig- 

(b)  Direct  refrigeration,  a  system  in  which  the  refrig- 
rant  is  circulated  to  the  substance  or  space  refrigerated. 

(c)  Indirect  refrigeration,  a  system  in  which  brine 

ooled  by  the  refrigerant  is  circulated  to  the  substance  or 
pace  refrigerated.  . 

(d)  Refrigerant  is  the  chemical  agent  other  than  brine 
ised  to  produce  refrigeration. 

(e)  Irritant  refrigerant,  any  refrigerant  which  when 
ireathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  of  the 
lydrocarbon  class. 

(g)  Flammable  refrigerant,  any  refrigerant  which  will 

rarn  or  explode  when  mixed  with  certain  proportions  of 
ur.  . 

(h)  Refrigerating  machinery  room,  a  room  in  which 
s  located  a  refrigerating  system  containing  refrigerant,  but 
lot  including  expansion  coils  when  located  in  cold  storage 
■ooms  or  expansion  coils  when  located  in  refrigerator  boxes. 

(i)  Factor  of  safety,  the  multiple  three  andf  one-third 
(3 y3),  the  product  of  which  and  the  test  pressure,  con¬ 
stitutes  the  probable  rupture  pressure. 

(j)  Pressure  imposing  element,  that  apparatus  which 
iraws  the  refrigerant  from  the  low  pressure  or  low  tem- 
Derature  side  of  the  system  and  discharges  it  into  the  high 
■  pressure  or  high  temperature  side  of  the  system. 

(k)  Pressure  limiting  device,  a  pressure  or  temperature 
responsive  mechanism  for  automatically  stopping  the  oper¬ 
ation  of  the  pressure  imposing  element. 

(l)  Brine,  any  liquid  which  having  been  cooled  by  the 
refrigerating  system  is  used  for  the  transmission  of  heat. 

(m)  Pressure  relief  device,  a  pressure  relief  valve,  a 
rupture  member,  fusible  plug  or  other  approved  device  for 
relieving  the  pressure. 

(n)  Pressure  relief  valve,  a  valve  held  shut  by  a  spring 
or  other  means  to  automatically  relieve  pressure  in  excess 
of  its  setting. 

(o)  Rupture  member,  a  device  that  will  automatically 
rupture  at  a  pre-determined  pressure. 

(p)  Liquid  receiver,  a  vessel  permanently  connected  to 
a  system  by  inlet  and  outlet  pipes  for  storage  of  a  liquid 
refrigerant. 

(q)  Container,  a  cylinder  for  the  shipment  of  refrig¬ 
erant  constructed  to  conform  to  the  regulations  of  the 
Interstate  Commerce  Commission. 

(r)  Mixer,  a  vessel  or  device  in  a  system  for  mixing 
the!  ammonia  or  other  soluble  vapor  with  water. 

(s)  Stop  valve,  a  cut-off  valve  for  use  during  normal 
operation. 

(t)  Service  valve,  a  key-operated  shut-off  valve  used 
only  during  shipment,  installation  or  repairs.. 

(u)  Fusible  plug,  a  device  having  a  predetermined- 
temperature  fusible  member  for  the  relief  of  pressure. 

(v)  Public  buildings,  business  buildings,  and  residence 
buildings  are  buildings  as  so  defined  by  section  70,  Article 
4,  of  the  Building  Code  of  the  City  of  New  York. 

NOTE: — Public  Buildings.  Public  buildings  are  build¬ 
ings  or  parts  of  buildings  in  which  persons  congregate  for 
civic,  political,  educational,  religious  or  recreational  pur¬ 


poses,  or  in  which  persons  are  harbored  to  receive  medical, 
charitable  or  other  care  or  treatment,  or  in  which  persons 
are  held  or  detained  by  reason  of  public  or  civic  duty,  or 
for  correctional  purposes,  including  among  others,  court 
houses,  schools,  colleges,  libraries,  museums,  exhibition 
buildings,  lecture  halls,  churches,  assembly  halls,  lodge 
rooms,  dance  halls,  theatares,  bath  houses,  hospitals,  asy¬ 
lums,  armories,  fire  houses,  police  stations,  jails  and  pas¬ 
senger  depots. 

NOTE: — Residence  Buildings.  Residence  buildings  are 
buildings  or  parts  of  buildings  in  which  sleeping  accommo¬ 
dations  are  provided,  except  such  as  may  for  other  reasons 
be  classed  as  public  buildings,  including  among  others, 
dwellings,  tenement  houses,  hotels,  lodging  houses,  dormi¬ 
tories,  convents,  and  studios  and  club  houses  having  sleep¬ 
ing  accommodations. 

NOTE: — Business  Buildings.  Business  buildings  are 
buildings  or  parts  of  buildings,  which  are  not  public  build¬ 
ings  or  residence  buildings,  including  among  others,  office 
buldings,  stores,  markets,  restaurants,  warehouses,  freight 
depots,  car  barns,  stables,  garages,  factories,  laboratories, 
smoke  houses,  grain  elevators  and  coal  pockets. 

ARTICLE  3. 

Bonds  and  Fees. 

§43.  Fees  for  Permits. 

Applicants  for  permits  under  the  provisions  of  this  chap¬ 


ter  shall  pay  annual  fees  as  follows : 

35.  Refrigerating  systems : 

Class  A  systems .  $20.00 

Class  B  systems . . .  10.00 

Class  C  systems  containing  over  six  pounds 

of  refrigerant  . 5.00 

Class  C  systems  containing  six  pounds  or 

less  of  refrigerant .  TOO 


ARTICLE  18. 
Refrigerating  Systems. 


Section 

216. 

Permits. 

(( 

217. 

Supervision. 

it 

218. 

Classification. 

it 

219. 

Permissible  locations. 

it 

220. 

Machinery  rooms  and  ventilation. 

it 

221. 

Open  flames  and  electrical  equipment. 

it 

222. 

Testing. 

it 

223. 

Piping. 

it 

224. 

Safety  devices. 

a 

225. 

Size  of  safety  devices. 

it 

226. 

Location  and  discharge  of  safety  devices. 

it 

227. 

Operating  precautions. 

ii 

228. 

Equipment  diagrams. 

§216.  Permits. 

(a)  Except  as  hereinafter  provided  in  this  article  it 
shall  be  unlawful  to  maintain  or  operate  a  refrigerating 
system  without  a  permit. 

(b)  A  permit  will  not  be  required  for  a  Class  C  system 
when  maintained  or  operated  in  the  residence  portion  of  a 
dwelling  containing  not  more  than  two  families,  or  in  the 
residence  portions  of  either  a  tenement  house  or  a  business 
building. 

(c)  No  refrigerating  system  shall  be  maintained  or  op¬ 
erated  employing  a  refrigerant  other  than  those  specified 
in  this  article  without  a  permit  issued  upon  such  condi¬ 
tions,  consistent  with  the  provisions  of  this  article,  as  are 
deemed  by  the  fire  commissioner  necessary  in  the  interest 
of  public  safety. 

NOTE: — The  Fire  Chief  and  Commissioner  prescribed 
under  date  of  April  4,  1934,  the  following: 
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1  That  the  refrigerants  dichlorodifluoromethane,  known 
as  “Freon”  (“Kinetic  No.  12”  also  “F-12”)  CCl,Fa  also 
dichlorotetrafluoroethane  (“F-114”)  CaCljF*  and  mono- 
fluorotrichloromethane  (“F-ll”  CFCls  are  non-flammable 
and  non-irritant,  unless  otherwise  hereinafter  provided,  and 
shall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances,  as 
such,  except,  when  used  in  a  room  or  rooms  in  which  there 
is  an  open  flame  or  apparatus  to  produce  an  open  flame, 
when  the  provisions  of  said  article  covering  irritant  re¬ 
frigerants  shall  apply. 

2.  That  refrigerating  systems  employing  F-ll ;  F-12  or 
F-114  are  restricted  to  parts  of  a  building  so  specified  in 
Section  219  (b)  for  refrigerants  other  than  non-irritant 
and  non-flammable. 


3.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  used  for  air  conditioning  are  restricted  to  the  indi¬ 
rect  method  except  that  the  direct  method  may  be  used  in 
parts  of  a  building  so  specified  in  Section  219  (b)  for  re¬ 
frigerants  other  than  non-irritant  and  non-flammable. 

4.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  or  on  the 
stairways,  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
any  building. 

5.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un¬ 
less  the  entire  system  is  confined  in  a  fireproof  machinery 
room,  used  for  no  other  purpose,  and  in  which  no  open 
flame  shall  be  employed,  except  that  the  Class  “C”  system 
containing  not  more  than  10  pounds  of  refrigerant  may  be 
used  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
of  the  building  by  a  tight  fitting  self-closing  door  or  doors 
and  provided  with  a  window  or  windows  to  the  outside 
air.  All  open  flames,  and/or  apparatus  for  producing  an 
open  flame,  in  diet  kitchens  where  these  refrigerants  are 
used  shall  be  vented  to  the  outside  air  as  herinafter  re¬ 
quired  in  Paragraph  8. 

6.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  may  be  installed  or  maintained  in  a  hospital  private 
room,  having  tight  partitions  and  tight  fitting  self-closing 
door  or  doors  and  where  not  more  than  two  persons  are 
helpless  and/or  given  medical  treatment,  provided  there  is 
no  open  flame  and/or  apparatus  for  producing  an  open 
flame  in  such  room  and  when  the  system  contains  not  more 
than  10  pounds  of  refrigerant. 

7.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  a  theatre 
and/or  motion  picture  theatre  unless  the  entire  system  is 
confined  in  a  fireproof  machinery  room,  used  for  no  other 
purpose,  and  in  which  no  open  flame  and/or  apparatus  to 
produce  such  open  flame  shall  be  employed. 

8.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  when  used  in  a  room  or  rooms  in  which  there  is  an 
open  flame  or  apparatus  to  produce  such  open  flame,  such 
open  flame  and/or  apparatus  shall  be  provided  with  a  hood 
and  independent  mechanical  ventilation  so  arranged  as  to 
convey  all  the  products  of  combustion  to  the  outside  of  the 
building.  This  provision  shall  apply  only  to  diet  kitchens 
of  hospitals  and  to  Class  “C”  systems  in  schools,  churches, 
dance  halls,  court  rooms,  police  stations,  jails,  asylums, 
subways,  passenger  depots,  rooms  opening  into  passenger 
depots  and/or  subways  and  such  other  places  as  are  deemed 
by  the  Fire  Commissioner  necessary  in  the  interest  of  pub¬ 
lic  safety. 

9.  That  each  refrigerating  machinery  room  in  any 
building  in  which  F-ll;  F-12  or  F-114  are  used,  shall  be 
maintained  vapor-tight  and  provided  with  tight  fitting,  self¬ 
closing  doors,  in  accordance  with  Section  220-1- (a). 

10.  That  each  refrigerating  machinery  room  in  which 
F-ll;  F-12  or  F-114  is  used,  shall  be  adequately  ventilated 
directly  to  the  outside  air  in  accordance  with  Section  220- 
(2)  a-b-c  and  d. 

11.  Tests  pressures  and  setting  of  safety  valves  for  sys¬ 
tems  employing  F-ll,  F-12  or  F-114,  shall  be  included  in 
Section  222  (a)  as  follows: 


Column  No.  1  Column  No.  2  Column  No.  3 
25  15  15 

180  120  135 

60  30  30 

12.  That  the  size  of  pressure  relief  valves  for  systems 
which  F-ll,  F-12  or  F-114  is  employed,  shall  be  as 


Refrigerant 

F-ll 

F-12 

F-114 


in 

follows 

Capacity  of  System 
Up  to  30  tons 
30  to  60 
60  to  100 
100  to  175 
175  to  250 
250  to  450 


Number  Required 
One  Yi  inch 
One  M  “ 

One  1 

One  1%  inches 
One  \y2  “ 

One  2 


13.  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con¬ 
form  with  Section  227-3  (e)  for  other  refrigerants. 

14.  That  all  other  sections  or  parts  of  Article  18  of  the 
Refrigerating  Code  not  so  mentioned,  shall  be  complied 


with. 

15.  That  refrigerating  systems  employing  F-ll,  F-12  or 
F-114,  installed  prior  to  May  19,  1932,  shall  be  inspected, 
and  if  found  to  comply  with  the  rules,  or  if  in  the  opinion 
of  the  Fire  Commissioner,  the  installations  are  of  a  non- 
hazardous  character,  a  permit  may  be  issued.  Installations 
which  have  been  made  in  hospitals,  theatres,  asylums  and 
places  of  public  assembly  shall  be  made  to  comply  strictly 
with  these  rules. 

(d)  A  permit,  where  required,  shall  be  applied  for 
forty-eight  hours  after  installation  is  completed,  contain¬ 
ing  the  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system. 

(e)  Only  the  refrigerant  specified  in  the  permit  shall 
be  used  in  the  system. 

(f)  Refrigerating  systems  to  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
to  such  conditions  as  are  deemed  necessary  by  the  fire 
commissioner. 


§217.  Supervision. 

(a)  No  refrigerating  system  containing  more  than  fifty 
(50)  pounds  of  refrigerant  shall  be  maintained  or  operated 
in  any  building  except  under  the  personal  supervision,  di¬ 
rection  or  control  of  either  a  duly  licensed  engineer  or  a 
person  who  has  obtained  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings. 
Where  the  system  contains  not  more  than  two  hundred 
(200)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required. 

(b)  No  Class  C  system  as  hereinafter  permitted  for 
exhibition  or  demonstration  purposes  shall  be  maintained 
or  operated  in  a  public  building  or  exhibition  hall  except 
under  the  personal  supervision,  direction  or  control  of 
either  a  duly  licensed  engineer  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings. 

(c)  Upon  receipt  of  such  certificate  the  applicant  there¬ 
for  shall  pay  an  annual  license  fee  as  follows :  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof  the  sum  of  $1  if 
such  renewal  be  applied  for  within  thirty  days  prior  to 
the  expiration  of  such  certificate.  Any  such  certificate  may 
be  revoked  or  suspended  for  cause  at  any  time  by  the 
commissioner  of  buildings. 

§218.  Classifications. 

(a)  The  total  amount  of  refrigerant  common  to  a  system 
operating  through  one  or  more  evaporators,  shall  be  con¬ 
sidered  the  capacity  of  the  system  and  determine  its  class. 

(b)  A  Class  A  system  is  a  system  containing  one  thou¬ 
sand  (1,000)  pounds  or  over  of  refrigerant,  or  capable  of 
thirty  (30)  tons  capacity  or  over. 

(c)  A  Class  B  system  is  a  system  capable  of  less  than 
thirty  (30)  tons  capacity,  or  containing  less  than  one  thou¬ 
sand  (1,000)  pounds  of  refrigerant  and  over  the  amounts 
provided  for  in  a  Class  C  system. 

(d)  A  Class  C  system  is  a  system  containing  not  more 
than  twenty  (20)  pounds  of  refrigerant. 
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219.  Permissible  Locations. 


(a)  No  Class  A  or  Class  B  systems  shall  be  installed 
i  any  public  building  as  defined  by  section  70,  article  4,  of 
ie  Building  Code,  until  plans  have  been  filed  with  and 
mroved  by  the  fire  commissioner,  and  no  refrigerant 
mil  be  placed  in  the  system  until  a  permit  has  been  ob- 
dned  from  the  fire  commissioner. 

(b)  The  direct  method  of  refrigeration  shall  not  be 
sed  in  any  building,  whether  or  not  a  permit  is  required 
3r  installation  therein,  outside  of  the  refrigerating  ma- 
linery  room  except  in  buildings  used  exclusively  tor  ice 
laking  or  for  refrigerating  purposes  or  both;  when  not 
irried  above  the  first  floor  in  business  buildings ,  in  the 
usiness  sections  of  business  buildings  provided  the  entire 
ystem  is  confined  to  one  floor  in  the  space  occupied  by  a 
ingle  tenant ;  in  the  business  section  of  a  residence  build- 
lg  when  not  carried  above  the  first  floor;  in  a  residence 
uilding  occupied  by  not  more  than  two  families  or  m  any 
uilding  provided  a  non-irritant  and  non-flammable  refrig- 
rant  is  used. 

(c)  No  brine  shall  be  used  in  any  brine  circulating  sys- 
°m  that  will  generate  flammable  vapor  at  a  temperature 
elow  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
pen  cup  tester,  and  no  refrigerant  shall  be  used  as  a  brine. 

(d)  No  Class  A  system  using  ammonia  shall  be  m- 

talled  or  maintained  in  any  building  above  the  first  floor 
svel  unless  such  building  is  used  exclusively  for  icemaking 
.r  refrigerating  purposes.  _  . 

(e)  Systems  on  demonstration  in  exhibition  halls  shall 
,e  limited  to  the  unit  type  containing  not  more  than  ten 


10)  pounds  of  refrigerant.  .  . 

(f)  No  refrigerating  system  employing  an  irritant 
.nd/or  flammable  refrigerant  shall  be  installed  or  main- 

ained  in  or  on  :  . 

1.  The  stairways,  halls,  lobbies,  entrances,  exits,  audi- 
oriums  of  any  building. 

2.  Dance  hall,  court  room,  police  station,  jail,  subway, 
heatre,  motion  picture  theatre. 

3.  Waiting  or  public  rooms  in  a  railroad  passenger 
lepot  and/or  rooms  opening  directly  therein. 

4.  Rooms  opening  directly  into  a  subway,  and/or  the- 
itre,  and/or  motion  picture  theatre  and/or  where  persons 
ire  detained  and/or  confined. 

5.  A  school  unless  the  refrigerating  system  is  used  ex- 
dusively  for  instructions  or  research  purposes. 

6.  A  hospital  and/or  asylum  in  which  persons  are  con- 
ined  or  given  medical  treatment  and/or  helpless. 

7.  Unless  as  otherwise  required  by  this  section  the  re¬ 
frigerating  system  is  cut  off  from  the  building  by  un- 
fierced  fireproof  construction. 

The  aforementioned  provisions  do  not  apply  to  hermeti- 
rally  sealed  unit  systems  containing  not  more  than  six 
(6)  pounds  of  refrigerant  when  located  in  dance  halls, 
Dolice  stations,  diet  kitchens  of  hospitals  and/or  laborato¬ 
ries  and  when  located  in  rooms  shut  off  from  the  rest  of 
:he  building  by  tight  partitions  and  tight-fitting,  solid, 
;elf-closing  door  or  doors  and  located  in  a  room  having  a 
vindow  to  the  outside  air. 

(g)  An  intermittent  absorption  type  of  refrigerating 
nachine  shall  not  be  permitted  in  a  Class  A  system.  Such 
i  type  of  machine  shall  be  permitted  in  a  Class  B  system 
Dnly  when  a  heating  medium  of  low  pressure  steam  is  used 
n  its  operation. 

(h)  The  use  of  methyl  and  ethyl  chloride,  sulphur  diox¬ 
ide,  or  a  hydro-carbon  refrigerant  will  not  be  permitted 
in  Class  A  systems. 

(i)  A  Class  B  system  using  ethyl  chloride  or  a  hydro¬ 
carbon  refrigerant  shall  not  be  installed  or  maintained  in 
the  Borough  of  Manhattan  or  in  other  built-up  sections  of 
the  city.  Elsewhere,  it  shall  be  installed  or  maintained  only 
in  a  fireproof  building  of  not  more  than  one  story  in  height, 
and  shall  be  located  on  the  ground  floor,  which  shall  be  of 
unpierced  fireproof  construction.  The  refrigerating  ma¬ 
chinery  room  shall  be  cut  off  from  the  rest  of  the  building 
by  unpierced  fireproof  walls  of  not  less  than  eight  inches 


(8")  of  brick  or  six  inches  (6")  of  reinforced  concrete. 
Direct  exit  therefrom  leading  to  the  open  air  and  not  to 
any  other  part  of  the  building  shall  be  maintained  and 
shall  be  provided  with  vapor-tight,  self-closing,  fireproof 
door  or  doors. 

§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 

1.  Refrigerating  machinery  rooms. 

(a)  All  refrigerating  machinery  rooms  in  which  an 

irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en- 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room.  This  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 
which  it  opens.  .  . 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rpoms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery 
room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  The  ven¬ 
tilation  shall  consist  of  a  window  or  windows  opening 
directly  to  the  open  air,  or  mechanical  means  capable  of 
exhausting  the  four  air  from  the  room. 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
the  outer  air,  a  total  area  of  inlet  and  outlet,  respectively, 
of  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 
mentioned  table. 

(c)  When  mechanical  means  are  used  they  shall  consist 
of  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type  which  shall  be  capable  of  removing  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col¬ 
umn  B  of  the  table  in  paragraph  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
less  than  that  specified  in  Column  C  of  the  above-men¬ 
tioned  table.  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  The  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  of 
the  refrigerating  machinery  room. 

(d) 


Meehan-  Window  Area 

Pounds  of  ical  Cu.  Meehan-  in  Sq.  Ft.  Window  Area 
Refriger-  Ft.  per  ical  Sq.  for  each  in  Sq.  Ft.  for 

ant  in  Minute  Ft.  Duct  Opposite  One  Side 

System.  Discharge.  Area.  Side.  Only. 


A 

B 

C 

D 

E 

Up  to  ...  20 

150 

1/4 

1 

6 

SO 

250 

1/3 

1  1/2 

12 

100 

400 

1/2 

2 

16 

ISO 

550 

2/3 

2  1/2 

19 

200 

680 

2/3 

3 

25 

250 

800 

1 

3  1/2 

29 

300 

900 

1 

4 

32 

400 

1,100 

1  1/4 

4  1/2 

38 

500 

1,275 

1  1/4 

5 

42 

600 

1,450 

1  1/2 

6 

45 

700 

1,630 

1  1/2 

6  1/2 

48 
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800 

1,800 

2 

7 

51 

900 

1,950 

2 

7  1/2 

55 

1,000 

2,050 

2 

8 

59 

1,250 

2,350 

2  1/4 

9 

68 

1,500 

2,800 

2  1/2 

11 

78 

1,750 

3,150 

3 

12  1/2 

87 

2,000 

3,500 

3  1/2 

14 

95 

2,500 

4,150 

4 

16 

113 

3,000 

4,500 

4  1/2 

18 

130 

4,000 

6,000 

6 

24 

167 

5,000 

7,500 

7  1/2 

30 

204 

6,000 

9,000 

9 

36 

241 

7,000 

10,500 

10.5 

42 

278 

8,000 

12,000 

12 

48 

315 

9,000 

13,000 

13 

52 

342 

10,000 

14,000 

14 

56 

360 

12,000 

17,000 

17 

68 

425 

14,000 

19,000 

19 

75 

470 

16,000 

22,000 

22 

86 

540 

18,000 

24,000 

24 

92 

580 

20,000 

26,000 

26 

100 

630 

25,000 

33,000 

33 

121 

760 

30,000 

39,000 

39 

142 

870 

35,000 

44,000 

44 

155 

940 

40,000 

51,000 

51 

176 

1,060 

45,000 

56,000 

56 

190 

1,120 

Note — Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require¬ 
ments  specified  in  columns  “D”  and  “E”  of  this  table.  ^ 

(e)  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed,  the  requirements  as  given  in  table  (d)  may 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
the  refrigerant  no  ventilation  shall  be  required. 

(f)  In  lieu  of  mechanical  means  of  ventilation  in  re¬ 
frigerating  machinery  room  or  rooms  where  a  Class  A 
system  or  a  Class  B  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  inch  (Ya")  orifice  spaced  not  more  than  eight 
feet  apart  in  any  direction,  and  such  system  shall  be 
located  above  all  the  refrigerating  apparatus  and  piping 
in  the  refrigerating  machinery  room.  Not  more  than  one 
head  shall  be  installed  on  a  54 -inch  pipe;  five  heads  on  a 
1-inch  pipe  six  heads  on  a  1^-inch  pipe.  The  deluge  sys¬ 
tem  shall  be  permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
inch  can  be  maintained  on  the  inlet  side  of  the  main  con¬ 
trol  valve  or  valves  at  all  times.  The  control  valve  or 
valves  for  such  water  deluge  system  shall  be  manually 
operated,  easily  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

§221.  Open  Flames  and  Electrical  Equipment. 

1.  Open  flames. 

No  fire-flame  or  arc  light  will  be  permitted  in  a  Class  A 
or  B  refrigerating  machinery  room  in  which  a  flammable 
refrigerant  is  used. 

2.  Electrical  equipment. 

(a)  All  Class  A  and  B  systems  refrigerating  systems 
containing  more  than  fifty  (50)  pounds  of  refrigerant  shall 
have  an  emergency  switch  controlling  all  of  the  electrically- 
operated  refrigerating  machinery  or  the  remote  control  of 
such  a  switch  located  outside  of  the  refrigerating  machin¬ 
ery  room  where  it  can  be  quickly  reached  and  operated  in 
case  of  necessity. 

(b)  Where  the  operating  mechanism  in  any  system  is 
dependent  upon  electrical  control,  such  control  in  a  pressure 
limiting  device  shall  be  on  a  closed  circuit.  Nothing  herein 
contained  shall  require  a  hand  reset  on  an  automatic  type 
of  refrigerating  machine. 

§222.  Testing. 

(a)  Every  part  of  any  refrigerating  system,  except  pres¬ 
sure  gauges  and  control  mechanism,  shall  be  tested  to  at 


least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (50)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room. _ _ 


Refrigerant. 

Col.  1. 

High 

Pressure 

Side. 

Col.  2.  Col.  3. 

Low  Pressure  Side. 

* 

With 

Safety 

Valves. 

Without 

Safety 

Valves. 

Carbon  dioxide  . 

1,500 

750 

1,000 

Ethane  . 

1,050 

520 

760 

Ammonia  . 

300 

150 

225 

Propane  . 

250 

115 

175 

Methyl  chloride  . 

155 

80 

120 

Sulphur  dioxide  . 

135 

100 

100 

Iso-butane  . 

90 

45 

70 

Butane  . 

75 

35 

50 

Ethyl  chloride  . 

30 

15 

25 

Dichloromethane . 

12 

12 

12 

Dichloroethylene  . 

12 

12 

12 

Trichloroethylene  . 

12 

12 

12 

§223.  Piping. 

1.  Piping. 

(a)  All  piping,  liquid  receivers  or  vessels  containing  the 
refrigerant,  shall  be  supported  on  or  by  strong  and  durable 
materials.  This  provision  shall  not  apply  to  Class  C  in¬ 
stallations. 

(b)  The  arrangement  of  stop  valves,  relief  devices,  etc., 
when  used  shall  be  as  shown  on  the  diagram  for  Class  A 
and  B  systems  in  section  228. 

(c)  Every  system  which  may  be  charged  after  installa¬ 
tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

(a)  Liquid  level  gauge  glasses,  except  those  of  the  bull’s 
eye  type,  shall  have  automatic  closing  shut-off  valves  and 
such  glasses  shall  be  adequately  protected  against  injury 
by  slotted  metal  casings. 

§224.  Safety  Devices. 

1.  Construction  and  setting. 

(a)  Pressure  relief  valves,  pressure  limiting  devices  and 
rupture  members  shall  be  set  to  prevent  the.  pressure  ex¬ 
ceeding  the  test  pressure.  The  pressure  at  which  the  device 
is  set  to  function  shall  be  indicated  thereon.  (See  section 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 
relief  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
of  required  size  are  used,  and  so  arranged  that  only  one 
pressure  relief  device  can  be  cut  off  for  repair  purposes  at 
any  one  time. 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 
and  in  which  the  pressure  will  equalize  throughout  the 
system  when  the  pressure  imposing  element  is  not  in  opera¬ 
tion  may  be  protected  by  only  one  pressure  relief  device 
located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

(a)  The  low  pressure  side  of  a  Class  A  ammonia  sys¬ 
tem  shall  be  provided  with  a  hand-operated  valve  for  dis¬ 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency. 

(b)  The  ammonia  mixer  shall  be  constructed  of  steel 
and  shall  be  capable  of  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch. 

(c)  No  valve  shall  be  located  in  the  ammonia  emergency 
discharge  line  except  the  manually-operated  valve  discharg¬ 
ing  into  the  water  and  ammonia  mixer,  but  there  may  be 
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ie  stop  valve  located  inside  the  building  for  repair  pur- 
'  Dses  only.  This  valve  shall  be  sealed  open  and  labeled 
Keep  Open.” 

(d)  The  manually  operated  pressure  relief  valve  shall  be 
icated  in  a  locked  box  which  can  be  opened  by  members  of 
ie  Fire  Department  by  means  of  a  Fire  Department  key. 
he  door  of  the  box  shall  be  on  the  public  thoroughfare 
de  of  the  building  in  an  easily  accessible  location  and  not 
:ss  than  eighteen  (18)  inches  or  more  than  five  (5)  feet 
bove  the  sidewalk  level.  The  box  shall  be  permanently 
ibeled  having  letters  of  not  less  than  one  (1)  inch  reading 
For  Fire  Department  Use  Only.”  The  relief  valve  shall  be 
ibeled  “Ammonia.”  A  sign  shall  be  posted  within  the  box 
sading  “Do  Not  Open  Valve  Until  Water  Is  Flowing.” 

(e)  A  single  standard  three  (3)  inch  fire  department 
onnection  shall  be  provided  through  which  the  necessary 
rater  may  be  supplied  to  the  mixer.  The  fire  department 
onnection  shall  be  located  near  the  box  and  not  less  than 
ighteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
bove  the  sidewalk  level  and  shall  be  permanently  labeled 
aving  letters  not  less  than  one  (1)  inch  reading  “To  Am- 
ronia  Mixer.”  A  check  valve  so  set  as  to  prevent  gases 
rom  reaching  the  fire  department  connection  shall  be  in- 
tailed  in  the  water  line  between  the  fire  department  con- 
ection  and  the  water  and  ammonia  mixer. 

(f)  The  fire  department  shall  have  sole  use  of  the 
-fixer  and  supply  the  necessary  water. 

(g)  In  systems  using  over  twenty-seven  thousand 
27.000)  pounds  of  ammonia  there  shall  be  provided  one 
.dditional  water  and  ammonia  mixer  for  each  twenty-seven 
housand  (27,000)  pounds  of  ammonia  or  fraction  thereof 
o  used  in  excess. 

(h)  The  ammonia  mixer  and  its  connection  for  a  Class 

system  shall  conform  to  the  diagram  in  section  228. 


}225.  Size  of  Safety  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  be  as  follows  : 


CO2  and  Other 

Capacity  Ethane,  No.  Refrigerants, 

of  System.  Req.,  Size.  No.  Req.,  Size. 


Jp  to  30  tons .  1 — Vi"  1 — V2" 

30  to  60  tons .  1 — V~"  1 — W" 

60  to  100  tons .  1— Y"  1—1" 

00  to  175  tons .  1 — x/iH  1 — 1)4" 

.75  to  250  tons .  \—Va  1 — 1)4'" 

>50  to  450  tons .  1—1"  1—2" 

150  to  900  tons .  .  2 — 2" 


(b)  Where  rupture  members  are  permitted  and  used,  the 
tquivalent  area  of  the  relief  valve  specified  must  be  pro¬ 
dded. 

(c)  Fusible  plugs  may  be  used  on  all  Class  C  systems 
md  on  all  Class  B  systems  of  the  hermetically  sealed  com¬ 
pression  type  containing  not  more  than  fifty  (50)  pounds 
pf  refrigerant.  The  free  discharge  opening  shall  be  one- 
sixteenth  (1/16)  inch  in  diameter. 

§226.  Location  and  Discharge  of  Safety  Devices. 

1.  Location. 

(a)  A  pressure  limiting  device  shall  be  provided  on  the 
ligh  pressure  side  of  each  water-cooled  refrigerating  sys- 
:em  containing  more  than  six  (6)  pounds  of  refrigerant. 
\  pressure  relief  valve  shall  be  provided  on  the  high  pres¬ 
sure  side  of  each  water-cooled  refrigerating  system  con- 
saining  twenty  (20)  pounds  or  more  of  refrigerant,  but  it 
shall  not  be  necessary  to  discharge  the  refrigerant  to  the 
putside  air  or  water  tank  from  any  such  refrigerating  sys- 
em  containing  fifty  (50)  pounds  or  less  of  refrigerant,  any 
Pther  provision  of  this  chapter  to  the  contrary  notwith¬ 
standing. 

(b)  Each  compressor  or  generator  of  a  Class  A  or  B 
system  containing  more  than  100  pounds  of  refrigerant 
shall  be  protected  by  a  pressure  relief  valve  connected  into 
she  high  pressure  side  between  the  main  stop  valve  and  the 
ssompressor  or  generator  to  relieve  excessive  pressure  as 
pereinafter  provided. 
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(c)  A  rupture  member  may  be  substituted  for  the  relief 

valve  in  CO*  systems  or  systems  operating  below  atmos¬ 
pheric  pressure.  .... 

(d)  Shell  type  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  of 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(50)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 
off  by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided. 

(e)  Class  C  systems  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  so  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
as  that  generated  in  a  fire,  they  may  burst  due  to  tne  ex- 
pansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 

relief  device.  , 

(f)  A  pressure  relief  valve  will  be  required  on  the  low 
pressure  side  of  a  Class  B  system  into  which  the  rebel 
valve  or  valves  on  the  high  pressure  side  discharge,  as  so 
shown  on  equipment  diagram  of  section  228-2. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  224,  3. 
If  it  is  discharged  to  the  outside  atmosphere  it  must  be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
grade.  The  discharge  from  more  than  one  relief  valve 
may  be  run  into  a  common  header,  the  area  of  which  shall 
be  equal  to  the  area  of  the  pipes  connected  thereto.  The 
outlet  orifice  shall  be  turned  downward. 

(b)  Where  more  than  fifty  (50)  pounds  of  ammonia 
is  used  in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  for 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
be  used  for  no  purpose  except  ammonia  discharge.  At 
least  one  gallon  of  fresh  water  shall  be  provided  for  every 
pound  of  ammonia  contained  in  the  system.  The  water 
used  shall  be  prevented  from  freezing  without  the  use  of 
salt  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  04)  of  No.  11  U.  S. 
gauge  iron.  No  horizontal  dimensions  of  the  tank  shall  be 
greater  than  one-half  (/4)  the  height.  The  tank  shall  have 
a  hinged  cover  or,  if  of  the  enclosed  type,  shall  have  a 
vent  hole  at  the  top.  All  pipe  connections  shall  be  through 
the  top  of  the  tank  only.  The  discharge  pipe  from  the 
pressure  relief  valves  shall  discharge  the  ammonia  in  the 
center  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
securely  supported  as  any  other  portion  of  the  system. 
There  shall  be  no  opening  in  the  tank  below  the  water  level. 

(c)  Where  more  than  fifty  (50)  pounds  of  any  re¬ 
frigerant  other  than  ammonia  is  used  the  discharge  from 
relief  valves  shall  be  to  the  atmosphere  as  specified  for 
Class  A  ammonia  systems.  Carbondioxide  may  be  dis¬ 
charged  into  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used. 

(d)  Arrangements  of  pressure  relief  devices  for  Class  A 
and  B  systems  shall  conform  to  the  diagrams  in  section  228. 

§227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos¬ 
pheric  pressure  shall  be  provided  with  at  least  two  helmets 
or  masks. 

(b)  In  a  Class  B  system  in  which  more  than  fifty  (50) 
pounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re¬ 
frigerant  is  used,  there  shall  be  provided  at  least  one  hel¬ 
met  or  mask. 

(c)  Only  helmets  or  masks  that  have  been  approved  by 
the  United  States  Bureau  of  Mines  as  suitable  for  the 
refrigerant  employed  shall  be  used,  and  they  shall  be  kept 
in  operative  condition  in  an  easily  accessible  case  or  cab¬ 
inet  located  immediately  outside  the  refrigerating  machin¬ 
ery  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  more 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  painted 
on  and  affixed  in  a  permanent  manner  to  the  main  steam 
control,  main  electrical  and  remote  control  switches,  re¬ 
ceivers,  condensers,  shell  type  coolers,  signs^  having  letters 
not  less  than  one  and  one-half  inches  (1 }4")  high,  desig¬ 
nating  the  part  and  refrigerant  contained  therein. 

(b)  The  seller  of  every  Class  A  or  B  system  shall  fur¬ 
nish  the  purchaser  with  a  sign  bearing  his  name  at  least 
8 14"  by  11"  in  size,  which  gives  the  rated  refrigeration 
capacity  and  the  quantity  and  kind  of  refrigerant  required 
for  the  satisfactory  operation  of  the  system  and  the  pur¬ 
chaser  shall  conspicuously  and  permanently  display  this 
sign  in  the  machinery  room.  The  quantity  and  name  of 
the  proper  refrigerant  content  and  the  rated  refrigeration 
capacity  shall  be  stamped  on  all  Class  C  systems  near  to 
or  on  the  name  plate. 

(c)  The  following  information  shall  be  posted  in  Class 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  of 
refrigerant  is  used:  (a)  The  names  and  addresses  of  the 
engineers  or  operators  in  charge ;  (b)  Location  of  nearest 
fire  alarm  box ;  (c)  The  name,  address  and  telephone  number 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instruc¬ 
tions  for  safely  shutting  down  the  plant  in  case  of  emer¬ 
gency. 

3.  Storage  of  refrigerant. 

(a)  Refrigerant  not  contained  in  the  refrigerating  system 
shall  be  stored  only  in  flammable  or  irritant  containers  con¬ 
forming  to  the  regulations  prescribed  by  the  Interstate  Com¬ 
merce  Commission  for  the  transportation  of  such  refrigerant. 

(b)  Only  two  containers  holding  not  more  than  a  total 
of  three  hundred  (300)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
rooms  of  a  Class  A  system. 

(c)  Only  one  container  holding  not  more  than  one  hun¬ 
dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
room  of  a  Class  B  system. 

(d)  In  a  Class  C  system  no  refrigerant  other  than  that 
used  in  the  system  shall  be  stored  in  the  refrigerating 
machinery  room. 

(e)  If  a  greater  amount  of  flammable  or  irritant  re¬ 
frigerant  is  desired  other  than  that  permitted  in  a  refrig¬ 
erating  machinery  room,  it  shall  be  stored  in  a  fireproof 
building  or  enclosure  used  for  no  other  purpose. 

(f)  When  the  refrigerant  is  withdrawn  from  a  system 
it  shall  be  discharged  into  a  suitable  absorbent  or  con¬ 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  such 
refrigerant.  No  refrigerant  shall  be  permitted  to  escape 
into  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  system 
except  during  period  of  charging  or  withdrawing  the  re¬ 
frigerant. 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 

Adopted  by  the  Board  of  Aldermen  December  13,  1927. 

Received  from  his  Honor  the  Mayor  December  30,  1927, 
without  his  approval  or  disapproval  thereof ;  therefore,  as 
provided  in  section  40  of  the  Greater  New  York  Charter, 
the  same  took  effect  as  if  he  had  approved  it. 

ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refuse 
to  comply  with  any  provisions  of  this  chapter,  in  addition 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall, 
upon  conviction,  be  punished  by  a  fine  of  not  more  than 
$500  or  by  imprisonment  not  exceeding  six  months,  or  by 
both  such  fine  and  imprisonment. 
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ARTICLE  I— PUBLIC  HEARING. 

1.  Regular  sessions  designated  as  public  hearings  of  the 
loard  of  Standards  and  Appeals  shall  be  held  on  Tuesday 
f  each  week  at  10  A.  M.  and  2  P.  M.,  and  such  additional 
essions  on  days  to  be  set  by  the  board  as  may  be  deemed 
necessary  to  facilitate  the  work  of  the  board. 

2.  Sessions  shall  be  devoted  to  hearings  on  applications 
or  variations  of  the  Building  Zone  Resolution;  appeals 
rom  administrative  orders;  applications  for  variation  of 
he  Labor  Law;  approval  of  appliances  and  materials  and 
onsideration  of  Rules,  as  such  sessions  are  published  in  the 
bulletin  of  the  Board  of  Standards  and  Appeals. 

3.  Special  sessions  may  be  called  by  the  Chairman,  or  at 
he  request  of  three  members,  provided  that  notice  of  the 
,ame  has  been  mailed  to  each  member  at  least  twenty-four 
lours  before  the  time  set,  except  that  the  announcement  of 
i  special  session  at  any  session  at  which  a  quorum  is 
iresent  shall  be  sufficient  notice. 

4.  All  hearing  sessions  shall  be  open  to  the  public. 

5.  A  quorum  of  the  Board  of  Standards  and  Appeals 
shall  consist  of  three  members. 

6.  The  members  of  the  Board  shall  attend  sessions  in 
lerson,  except  that  during  absence  or  disability  a  substitute 
nay  act,  as  provided  by  law  under  section  718  of  the  Char¬ 
ter  as  amended  by  Local  Law  No.  13  of  1925.  The  names 
if  such  substitutes,  designated  by  the  Mayor,  shall  have 
ieen  previously  filed  with  the  Chairman. 

ARTICLE  II— CASES  BEFORE  THE  BOARD. 

1.  Every  application  under  the  Building  Zone  Resolution, 
every  appeal  under  section  719  of  the  Charter  and  every 
application  under  section  718a,  subdivision  4,  of  the  Charter, 
shall  be  made  to  the  Board  on  the  forms  provided,  and  shall 
include  the  data  required  in  such  forms  so  as  to  supply  all 
information  necessary  for  a  clear  understanding  by  the 
Board  and  its  staff.  The  statements  of  essential  information 
made  by  the  applicant  and  the  determination  of  the  Board 
in  each  case  will  be  incorporated  in  a  resolution  formally 
adopted  and  published  in  the  Bulletin  of  the  Board.  Officials, 
who  are  charged  with  the  enforcement  of  the  laws,  ordi¬ 
nances  and  rules  relating  to  buildings  in  the  City  of  New 
York  will  be  bound  by  such  resolutions,  and,  before  granting 
permit  or  taking  any  other  affirmative  action,  should  see  that 
there  are  no  misstatements  as  to  facts  and  that  the  condi¬ 
tions  of  the  resolution  are  observed.  Any  administrative 
official  discovering  any  misstatement  of  essential  information 
is  requested  to  notify  the  Board,  in  order  that  it  may  take 
such  action  as  the  circumstances  require.  All  approvals  shall 
remain  valid  only  as  long  as  the  information  and  the  con¬ 
ditions  on  which  the  resolution  was  based  are  maintained. 

2.  Any  communication  purporting  to  be  an  application  or 
appeal  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  and  shall  be  of  no  force  or  effect  until  it  is  made 
in  the  form  required  except  as  provided  in  Art.  VI. 

3.  Upon  receipt  of  any  such  communication,  the  writer 
shall  be  supplied  with  the  proper  forms  for  presenting  his 
application  or  appeal  and  he  shall  be  required  to  file  the 
proper  form  and  furnish  all  necessary  data  within  thirty 
days  of  the  date  of  the  order  or  decision  appealed  from 
except  as  provided  in  Art.  VI. 

4.  The  duplicate  of  each  application  or  appeal  required 
by  this  article  shall  be  forwarded  to  the  administrative 
official  whose  order  or  determination  is  appealed  from. 

5.  At  the  public  hearing  of  a  case  before  the  Board,  the 
applicant  shall  first  present  the  argument  in  support  of  the 
case  and  those  in  objection  shall  follow.  To  maintain  or¬ 
derly  procedure,  each  side  shall  proceed  without  interrup¬ 
tion  by  the  other. 


6.  Every  person  before  the  rostrum  shall  abide  by  the 
order  and  direction  of  the  Chairman.  Discourteous  or  dis¬ 
orderly  conduct  shall  be  regarded  as  a  breach  of  his  privi¬ 
leges  and  shall  be  dealt  with  as  the  Chairman  deems  proper. 
Orders  to  maintain  discipline  shall  be  carried  out  by  the 
Sergeant-at-Arms. 

Subject  to  the  direction  of  the  Chairman,  the  Chief  Clerk 
shall  enforce  the  rules  of  the  Board  and  shall  direct  and 
supervise  the  Sergeant-at-Arms  in  maintaining  order  and 
decorum  in  the  hearing  room  and  lobbies  during  all  public 
hearings. 

7.  No  member  shall  proceed  to  question  or  discuss  an 
issue,  put  a  motion  or  offer  a  resolution  until  he  shall  have 
addressed  the  Chairman  and  shall  have  been  recognized  by 
him.  While  the  Chairman  is  putting  a  motion  or  offering 
a  resolution,  or  during  the  progress  of  a  roll  call,  no  mem¬ 
ber  shall  interrupt  or  leave  his  seat.  When  a  motion  to 
adjourn  is  carried,  the  members  of  the  Board  shall  keep 
their  seats  until  the  Chairman  declares  the  meeting  ad¬ 
journed. 

ARTICLE  III— THE  CALENDAR. 

1.  Each  case  filed  in  the  proper  form,  with  the  required 
data,  shall.be  numbered  serially.  These  Calendar  numbers 
shall  begin  anew  on  January  1st  of  each  year,  and  shall  be 
hyphenated  with  the  number  of  the  year  and  the  initials 
indicating  the  character  of  the  case. 

2.  As  soon  as  a  case  receives  a  calendar  number,  it  shall 
be  placed  on  the  Docket.  Thereafter  the  applicant  shall  be 
notified  of  the  date  his  case  will  be  set  for  public  hearing. 
In  building  zone  applications  the  applicant  shall  be  notified 
of  the  date  when  his  case  will  be  reached  in  the  call  of  the 
Clerk’s  Calendar. 

3.  The  Clerk’s  Calendar  Call  shall  be  called  each  Monday 
at  2  P.  M.  in  Room  1013,  Municipal  Building,  Manhattan, 
by  the  Chairman  or  by  a  member  of  the  staff  detailed  to 
such  duty  by  the  Chairman,  and  a  date  for  the  public  hearing 
of  each  application  for  variation  of  the  Building  Zone 
Resolution  shall  then  be  set,  which  shall  be  full  and  suf¬ 
ficient  notice  to  all  persons  interested  in  such  case. 

4.  Thereafter  each  case  shall  be  listed,  by  Calendar  num¬ 
ber  and  premises,  in  the  Hearing  Calendar  printed  in  the 
Bulletin  of  the  Board,  under  the  title  of  the  respective  pro¬ 
ceedings,  and  the  date  for  which  such  case  has  been  set. 

ARTICLE  IV— DISPOSITION  OF  CASES. 

1.  The  final  determination  of  any  application  or  appeal 
before  the  Board  shall  be  in  the  form  of  a  resolution  either 
reversing,  varying  or  modifying  the  order,  requirement,  de¬ 
cision  or  determination  appealed  from  and  granting  the 
application  or  appeal  or  affirming  the  order  and  denying  the 
application  or  appeal  or  dismissing  the  application  or  appeal 
for  lack  of  jurisdiction  or  prosecution.  The  concurring 
vote  of  three  members  shall  be  necessary  to  a  decision.  If 
a  resolution  fails  to  receive  three  votes  in  favor  of  the 
applicant,  the  action  will  be  deemed  equivalent  to  a  denial 
and  a  resolution  denying  such  application  or  appeal  shall  be 
formally  entered  on  the  record  unless  there  be  a  member 
absent  at  the  roll  call  and  the  vote  of  the  absentee  added  to 
the  number  of  votes  for  the  applicant  would  equal  three,  in 
which  case  the  matter  will  be  laid  over  for  consideration 
and  final  determination. 

2.  Any  applicant  may  withdraw  his  application  or  appeal 
at  any  time  prior  to  action  thereon,  with  the  consent  of  the 
Board,  but  if  a  motion  has  been  made,  and  is  pending,  either 
to  grant  or  to  dismiss,  such  motion  shall  have  precedence. 

3.  No  application  dismissed  or  denied  can  be  considered 
again  except  (1)  on  a  motion  to  reconsider  the  vote,  or 
(2)  on  a  request  to  restore  to  the  calendar. 

4.  No  request  to  grant  a  rehearing  can  be  entertained 
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unless  substantial  new  evidence  is  submitted.  If,  on  motion 
of  a  member  of  the  Board,  adopted  by  three  affirmative 
votes,  the  request  is  granted,  the  case  shall  be  put  on  the 
calendar  for  a  rehearing. 

In  all  cases  the  request  for  rehearing  shall  be  in  writing, 
reciting  the  reasons  for  the  request,  and  shall  be  accom¬ 
panied  by  the  necessary  data  and  diagrams.  Such  request 
shall  be  filed  with  the  Chairman.  The  Chairman  may  then 
set  a  date  when  the  request  for  restoration  to  the  calendar 
shall  be  submitted  to  the  Board,  of  which  date  the  person 
making  the  request  shall  be  notified. 

5.  The  Board  may,  on  the  motion  of  any  member,  re¬ 
view  any  decision  that  it  has  made  and  may  reverse  or 
modify  such  decision,  but  no  such  review  shall  prejudice 
the  rights  of  any  person  who  has  in  good  faith  acted 
thereon  before  it  is  reversed  or  modified. 

ARTICLE  V— BUILDING  ZONE  APPLICATIONS 

1.  No  application  for  a  variation  or  modification  of  the 
provisions  of  the  Building  Zone  Resolution  shall  be  enter¬ 
tained  by  the  Board  except  in  a  specific  case,  and  from  an 
order,  requirement  decision  or  determination  made  by  any 
Commissioner  of  Buildings  or  the  Tenement  House  Com¬ 
missioner,  on  the  ground  that  the  proposed  plan  or  use 
violates  the  Building  Zone  Resolution. 

2.  No  such  application  shall  be  entertained  unless  the 
application  is  filed  within  thirty  days  from  the  date  of  the 
action  of  the  Commissioner  of  Buildings  or  the  Tenement 
House  Commissioner. 

3.  Every  application  shall  be  made  on  Form  3BZ  and 
shall  be  accompanied  by  all  the  data  required  by  such  form, 
and  shall  be  considered  subject  to  such  rules  as  the  Board 
has  adopted  or  may  adopt  under  Article  5,  Section  21  of 
the  Building  Zone  Resolution. 

4.  As  soon  as  any  application  is  completed  by  the  filing 
of  the  data  required  in  Form  3BZ,  the  case  shall  receive  a 
calendar  number  and  shall  be  placed  on  the  Clerk’s  Calen¬ 
dar,  and  the  applicant  shall  be  notified  by  the  Board  on 
Form  6CC  of  the  time  set  for  the  call  of  the  calendar,  which 
shall  be  at  least  ten  days  after  the  mailing  of  said  notice. 
With  this  notice  the  applicant  shall  be  supplied  with  an 
official  copy  of  Form  7NO,  which  he  is  required  to  send  to 
every  property  owner  entitled  to  notice  of  the  application. 
Within  three  days  the  applicant  must  file  a  verified  state¬ 
ment  that  he  has  so  notified  each  of  such  property  owners 
either  by  personal  service  or  by  registered  mail.  Not  less 
than  fourteen  days’  notice  of  the  date  fixed  for  calendar 
call  in  each  Building  Zone  application  shall  be  given  by 
publication  in  the  Bulletin  of  the  Board. 

5.  On  the  cali  of  the  Clerk’s  Calendar  the  applicant  shall 
appear  in  person,  or  by  agent  or  attorney,  and  property 
owners  affected  by  the  application  may  appear  either  in 
person  or  by  agent  or  attorney  and  present  written  objec¬ 
tions  they  may  have  to  the  granting  of  the  application, 
together  with  a  description  of  their  property  and  an  affi¬ 
davit  of  ownership.  Then  a  date  shall  be  set  for  a  public 
hearing  on  the  application  at  the  earliest  available  date 
thereafter.  Notice  of  said  hearing  shall  be  given  by  pub¬ 
lication  in  the  Bulletin  of  the  Board. 

6.  On  the  date  set  for  the  public  hearing,  the  applicant 
shall  state  his  case,  then  the  opposition  shall  be  heard,  and 
both  shall  have  an  opportunity  for  rebuttal. 

7.  Any  application  that  has  been  denied  after  a  public 
hearing  cannot  be  reheard  except  on  new  material  facts  or 
a  different  section  of  the  Building  Zone  Resolution. 

ARTICLE  VI— APPEALS. 

1.  No  appeal  from  any  order,  requirement,  decision  or 
determination  of  the  Commissioner  of  Buildings  or  the 
Board  of  Buildings  or  the  Fire  Chief  and  Commissioner  or 
from  any  rule  or  regulation  relating  to  the  construction, 
alteration,  structural  changes  in  equipment,  occupancy  or 
use  of  any  building  or  structure,  under  Section  719  of  the 


Charter,  shall  be  entertained  unless  such  appeal  is  filed  on 
Form  1A,  with  all  the  data  required  in  such  form,  within 
thirty  days  from  the  date  of  the  order  appealed  from  ex¬ 
cept  that  minor  appeals  from  orders  or  decisions  may  be 
filed  on  form  1A  accompanied  by  a  written  description  of 
the  premises  and  a  copy  of  the  order  or  decision.  What 
constitutes  minor  appeals  from  orders  or  decisions  shall  be 
determined  by  the  Chairman. 

ARTICLE  VII— LABOR  LAW  VARIATIONS,  ETC. 

1.  No  application  for  variation  of  the  Labor  Law,  or  of 
any  rule  adopted  thereunder  affecting  the  construction  or 
alteration  of  buildings,  exits  therefrom,  the  installation  of 
fixtures  or  apparatus  as  authorized  by  Section  718a,  sub¬ 
division  4  of  the  Charter,  shall  be  entertained  unless  it  is 
made  on  Form  2S,  with  all  the  data  required  in  such  form, 
within  thirty  days  from  the  date  of  the  administrative  order. 

No  application  for  approval  of  a  device,  material  or 
method  of  construction  shall  be  entertained  unless  it  is  filed 
on  Form  4SA,  with  all  the  data  required. 

No  application  for  the  adoption  or  amendment  of  Rules 
shall  be  entertained  unless  the  application  is  made  in  writing. 

ARTICLE  VIII— ADOPTION  OF  RULES. 

1.  No  resolution  of  the  Board  of  Standards  and  Appeals 
adopting  or  amending  any  rule  or  regulation  under  sub¬ 
divisions  2  or  3  of  section  718-a  of  the  Charter  or  any  other 
law  shall  be  adopted  unless  such  proposed  rule  or  regula¬ 
tion  shall  have  been  published  in  the  Bulletin  of  the  Board 
for  at  least  ten  days  prior  to  a  public  hearing  thereon. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  adoption  of  such  resolution. 

2.  Amendments  to  these  Rules  of  Procedure  may  be 
made  by  the  Board  of  Standards  and  Appeals  at  any  regu¬ 
lar  session,  providing  notice  of  such  amendment  has  been 
given  to  each  member  of  the  Board  three  days  prior  to  such 
session,  either  in  writing  or  by  publication  in  the  Bulletin. 
Any  rule  of  procedure  may  be  suspended  at  any  session 
by  the  concurring  vote  of  three  members. 

ARTICLE  IX— OTHER  RESOLUTIONS. 

1.  Every  resolution  of  the  Board  of  Standards  and  Ap¬ 
peals  suggesting  changes  or  amendments  to  the  law  under 
subdivision  5,  section  718-a  of  the  Charter  and  every  reso¬ 
lution  not  otherwise  provided  for  shall  require  at  least 
three  affirmative  votes  for  its  adoption. 

ARTICLE  X— INSPECTIONS. 

1.  In  any  case  in  which  the  Board  may  deem  it  neces¬ 
sary,  an  inspection  of  the  premises  in  question  may  be 
ordered  by  the  Board.  Such  inspection  shall  be  made  by 
the  Chairman  and  by  two  or  more  members  designated  by 
him,  and  they  shall  report  their  findings  to  the  Board. 

ARTICLE  XI— TESTS. 

1.  In  any  case  in  which  the  Board  may  order  a  test  of 
any  material  or  device,  such  test  shall  be  conducted  accord¬ 
ing  to  the  rules  adopted  by  the  Board  for  the  use,  of  such 
material  or  device.  Test  shall  be  conducted  under  the 
supervision  of  an  Assistant  Engineer  and/or  in  the  presence 
of  such  member  or  members  of  the  Board  or  staff  as  the 
Chairman  may  designate,  or  in  lieu  of  the  above,  tests  may 
be  made  of  material  and  devices  by  a  recognized  standard 
testing  laboratory,  city  or  state  department,  but  the  Board 
reserves  the  right  to  be  present  at  such  test.  The  result 
of  such  test  shall  be  reported  to  the  Board  in  writing. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  approval  of  the  use  of  such  material  or  device. 

ARTICLE  XII— RECORDS. 

1.  All  applications  and  appeals  shall  be  on  the  required 
forms,  and  all  communications,  reports,  etc.,  relative  to  any 
matter  appearing  on  the  calendar,  shall  be  on  sheets  approxi¬ 
mately  8}4  in.  by  11  in.  in  size.  Plans  shall  be  on  sheets 
8l/2  in.  by  11  in.  or  multiples  thereof  unless  otherwise  ap- 
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iroved  by  the  Chairman.  After  final  disposition,  all  appli- 
■  ations  and  appeals  and  other  papers  appertaining  thereto 
hall  be  suitably  bound  and  indexed  and  filed  numerically  in 
abinets.  All  applications  and  appeals  shall  upon  application 
o  the  clerk  in  charge  be  accessible  to  the  public  at  all  rea- 
onable  hours. 

ARTICLE  XIII— THE  BULLETIN. 

1.  The  Bulletin  of  the  Board  of  Standards  and  Appeals 
hall  be  published  on  Tuesday  of  each  week.  It  shall  contain  : 

(1)  Directory  of  the  Board. 

(2)  Docket. 

(3)  Clerk’s  Calendar  Call. 

(4)  The  Hearing  Calendar. 

(5)  Notice  of  hearing  on  building  zone  applications  and 
)n  proposed  rules  or  the  amendment  of  rules. 

(6)  An  abstract  of  the'  minutes  of  each  meeting,  in¬ 
cluding  a  brief  statement  of  the  action  in  each  case,  with 
the  roll  call  thereon  and  the  full  text  of  the  resolutions 
idopted. 

(7)  Rules  adopted. 

(8)  Such  other  information  as  may  be  of  value  to  the 
public  and  within  the  scope  of  the  work  of  the  Board. 

2.  The  preparation  and  editing  of  material  for  the  bul¬ 
letin  shall  be  in  charge  of  such  members  of  the  staff  as  the 
Chairman  shall  designate. 

ARTICLE  XIV— OFFICERS. 

1.  The  Chairman  shall  preside  at  all  sessions.  The 
Chairman  may  designate  any  member  of  the  Board  to  pre¬ 
side  and  perform  the  duties  of  the  Chair  at  public  sessions. 

2.  The  Chairman,  subject  to  these  rules,  shall  decide  all 
points  of  order  or  procedure,  unless  otherwise  directed  by  a 


majority  of  the  Board  in  session  at  that  time. 

3.  The  Chairman  shall  designate  the  members  of  the 
Board  to  make  an  inspection,  and,  unless  otherwise  directed 
by  the  vote  of  three  members  of  the  Board,  shall  appoint 
any  committee  that  may  be  deemed  necessary. 

4.  The  Chairman  shall  report  at  each  session  on  all 
pertinent  official  transactions  that  do  not  otherwise  come 
to  the  attention  of  the  Board. 

5.  Administrative  authority  is  vested  solely  in  the  Chair¬ 
man  of  the  Board  who  shall,  subject  to  these  rules,  trans¬ 
act  all  official  business  of  the  Board,  engage  the  necessary 
employees  and  direct  the  work  of  the  office.  Official  corre¬ 
spondence  shall  be  signed  by  the  Chairman  and  by  such 
members  of  the  staff  as  the  Chairman  may  designate. 

6.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Chief  Clerk  shall  have  charge  of  all  accounts  and 
see  that  the  files  and  indices  are  kept  in  proper  order  and 
up  to  date,  and  generally  supervise  the  clerical  work  of  the 
office  force,  maintaining  discipline  in  accordance  with  the 
rules  of  the  office  and  charter  provisions. 

7.  Subject  to  these  rules  and  the  direction  of  the  Chair- 
,  man,  the  Assistant  Engineers  shall  examine  and  report  on 

all  applications  or  appeals,  prepare  all  proposed  rules  or  re¬ 
vised  rules  suggested  with  report  on  the  reasons  and  neces¬ 
sity  for  same ;  supervise  and  witness  the  tests  conducted 
under  the  auspices  of  the  Board,  and  assist  generally  in  all 
technical  matters  coming  before  the  Board. 

8.  A  complete  stenographic  record  of  the  transactions  at 
public  sessions  shall  be  made  for  the  files,  including  ver¬ 
batim  transcripts  of  such  parts  as  may  be  directed,  and 
there  shall  be  prepared,  after  each  meeting  and  in  time  for 
the  next  publication  of  the  Bulletin,  the  abstract  of  the 
minutes  which  is  to  appear  in  such  Bulletin. 


APPROVED  APPLIANCES 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  .  81-20-SA 

Walworth  Company  . 899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c  ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c  ;  by  mail  12c. 
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Published  at  request  of  the  Fire  Chief  and  Commisisoner 

SPECIFICATIONS  FOR 
PLATFORM  TRUCKS 

To  be  used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City,  of  any  petroleum  or 
shale  oil,  or  the  liquid  products  of  either,  or  coal  tar  in 
accordance  with  Sections  113  and  114,  Article  8,  Chapter 
10  of  the  Code  of  Ordinances  effective  May  18,  1935. 

PERMIT 

Sec.  1.1  ..  .  No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  use  or  storage  within 
the  City  any  petroleum  or  shale  oil,  or  the 
liquid  products  of  either,  or  coal  tar  without 
a  permit  from  the  Fire  Chief  and  Commis¬ 
sioner.  (Sections  113  and  114,  Article  8, 
Chapter  10,  Code  of  Ordinances.) 

1.2  .  .  .A  permit  is  required  for  each  platform  truck 
used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any 
petroleum  or  shale  oil,  or  the  liquid  products 
of  either,  or  coal  tar  when  in  containers  of 
a  type  as  specified  in  Sections  113  or  114  of 
Article  8  of  Chapter  10  of  the  Code  of 
Ordinances  of  the  City  of  New  York. 

1.3.  .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Section  20,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

1.4.  .  .Unless  otherwise  provided  every  permit  for 

a  rack  or  stake  truck  and  the  renewal  thereof, 
shall  be  for  a  period  to  be  determined  by  the 
Fire  Chief  and  Commissioner,  but  in  no  case 
to  exceed  one  year.  (Section  26,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

1.5.  .  .The  permit  is  revocable,  not  transferable  and 

in  the  case  of  a  change  of  ownership,  the 
new  owner  shall  obtain  a  new  permit.  (Sec¬ 
tion  43,  Article  3,  Chapter  10,  Code  of  Or¬ 
dinances.)  Fee  Ten  ($10)  Dollars  for  each 
truck. 

1.6.  .  .The  metal  plate,  furnished  by  the  Fire  De¬ 

partment  at  the  same  time  the  Fire  Depart¬ 
ment  Permit  is  issued,  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  truck  and  be  so  displayed  during 
the  life  of  the  permit. 

1.7 ..  .  The  Fire  Department  Inspection  Card  must 
be  carried  at  all  times  in  the  cab  of  the  truck 
in  a  card-holder. 

1.8.  .  .A  permit  shall  be  issued  only  for  this  type 
of  vehicle  for  a  gross  weight  of  vehicle  and 
load  not  to  exceed  a  weight  in  pounds  which 
shall  be  stated  in  a  certified  statement  which 
is  filed  with  the  Fire  Chief  and  Commissioner 
by  the  manufacturer  of  the  completed  chassis. 

BODIES 

Sec.  2.1.  .  .Trucks  may  have  any  type  of  body  suitable 
to  the  applicant,  provided  it  is  mounted  on  a 
chassis  in  a  workmanlike  manner. 

CAB 

Sec.  3.1  ..  .  The  cab  shall  be  of  standard  design.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  both  doors 
shall  be  kept  in  perfect  working  order.  The 
engine  fuel  tanks  shall  be  located  inside  the 


cab.  The  filling  connection  shall  preferably 
be  outside  the  cab.  A  windshield  shall  be 
provided. 

Sec.  3.2.  .  .Engine  fuel  tanks,  if  attached  to  chassis 
frame  and  located  on  right  side,  and  not  ex¬ 
tending  beyond  the  width  of  the  body,  shall 
be  accepted  if  on  existing  equipment. 

WIRING 

Sec.  4.1  ..  .  All  wiring  used  on  this  type  of  truck  shall 

be  kept  in  a  safe  condition. 

RACKS 

Sec.  5.1.  .  .If  rack  compartments  are  used  to  hold 
containers  they  shall  be  substantially  made 
and  so  arranged,  when  placed  in  tiers,  that 
the  construction  of  the  lower  rack  compart¬ 
ment  will  support  the  weight  of  the  upper 
rack  compartment  and  the  containers. 

5.2.  .  .Products  shall  only  be  transported  or  de¬ 

livered  on  a  truck  of  this  type  in  containers  as 
specified  in  Sections  113  and  114  of  Article  8 
of  Chapter  10  of  the  Code  of  Ordinances  of 
the  City  of  New  York. 

5.3.  .  .Containers  not  exceeding  five  (5)  gallon 

capacity  shall  be  transported  or  delivered  in 
a  case  of  a  design  that  will  prevent  any  weight 
or  strain  being  placed  upon  the  container. 

5.4.  .  .Containers  as  specified  in  Section  5.2  of  these 

specifications  may  be  stacked  in  tiers  if  the 
rated  gross  load  does  not  exceed  the  pro¬ 
visions  of  Section  1.8  of  these  specifications. 

TRAILERS 

Sec.  6.1  ..  .  The  use  of  any  vehicle,  without  its  own 
motive  power,  no  part  of  the  weight  of  which 
rests  on  the  towing  vehicle,  but  is  drawn  by 
a  motor  vehicle  and  is  known  as  a  full  trailer, 
is  prohibited. 

PAINTING  AND  MARKING 

Sec.  7.1  ..  .  The  body  of  this  type  of  truck  may  be 
painted  any  color  suitable  to  the  applicant. 

7.2 ..  .  The  registered  trade  name  or  the  name  of 
the  person,  firm  or  corporation  operating  this 
type  of  truck  shall  be  displayed  on  both  sides 
of  the  truck  in  letters  at  least  two  inches  in 
height  by  one-quarter  inch  stroke. 

FIRE  PROTECTION 

Sec.  8.1  ..  .  Non-freezing  fire  appliances  only  shall  be 
carried  on  these  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
iy2  pounds  carbon  dioxide  in  an  approved  fire 
extinguisher.  Such  appliances  shall  be  carried 
on  the  truck  at  all  times  and  be  kept  ready 
for  use. 

SMOKING 

Sec.  9.1  ..  .  Smoking  on  a  truck  while  transporting  or 
delivering  any  oils  or  liquids  requiring  a 
permit  from  the  Fire  Chief  and  Commissioner 
is  prohibited. 

RAGS 

Sec.  10.1  .  .  .  All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 
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FIRE  RETARDING  RULES  FOR  GARAGES,  ETC 


Adopted  by  the  Board  of  Standards  and  Appeals  Ang. 

30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two  • 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (54)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2^4) 
inches  of  1 :2$4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (J4)  of  one  (1)  per  cent  of 
steel  mesh; 

(b)  Two  and  one-half  (2^4)  inches  of  1 :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations: 

(a)  One-half  (}4)  inch  plaster  boards,  or  three- 
eighths  (54)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (54)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
04)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction ;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(54)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (54)  inch  wood  sheathing,  one-half 
(J4)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (54)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (54)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  packeted  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 


Ill 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders. 

283-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

305-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

317-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— -Kennedy  2j4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

568-30-SA — Tuthill  Fuel  Oil  Pump,  Model  30-LE. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand- 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA — Allen's  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA — Progressive  Press  Machine  Oil  Burner. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35- S A— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA — Ryan  Marvel  Oil  Burner,  Model  M. 

123-35-SA — National  Airoil  Safety  Tank  Filling  Valve. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 


1 58- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA — National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA — Brigham  Oil  Burner. 

219-35-SA — United  Copper  Service  Pipe. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

243-35-SA — Josam-Marsh  Hair  Interceptor  (Plumbing 
Trap). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

253-35-S A— Preferred  Oil  Burner  (Manual  Operation), 
Model  D.  O. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA — Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
310-35-SA — Viking  Pot  Type  Space  Heater,  Models, 
165  and  170. 

313-35-SA — Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA — Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

343-35-SA — Pacific  Oil  Burner. 

352-35-SA — Todd  Fuel  Oil  Fill  Pipe  Terminal. 

354-35-SA — Diesel  Oil  Burner. 

357-35-SA — White  Flame  Oil  Burner. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . - 


Street . 

P.  O. 


My  Subscription  is  to  begin  with  the  issue  for., 
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DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone— WOrth  2-0184. 

Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given- 
Docket. 

Rules  Directory. 

Court  Decisions. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  February  3, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  February  10,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 


Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  January  28,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  319-35-BZ  and  267- 
35-BZ. 

Minutes  of  Regular  Meeting,  January  28,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  246-35-BZ,  482-28- 
BZ,  293-17-BZ,  14-36-BZ,  42-32-BZ,  254-35-BZ,  326-34- 
BZ,  328-33-A,  299-31-A,  365-35-A,  19-34-A,  20-34-A, 
21-34-A,  22-34-A,  330-35-A,  3-36-S,  77-34-SA,  123-31-SA, 
568-30-SA,  357-35-SA  and  217-21-SR. 

Correction  affecting  Calendar  Number  314-35-BZ. 

Oil  Burner  Rules. 

Plumbing  Rules. 

concrete  Rules  (Hydrated  Lime). 

Approved  Burners  for  Domestic  and  Commercial  Use. 

Approved  Fuel  Oil  Pumps. 

Reserve  Calendar. 


No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

L  pon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  January  29,  1936 


Cal.  No. 
11-36-SA. 


Department  Premises  Affected 

D.B . Hipoint  Oil  Burner,  Models 

A-2,  B-2  and  C-2, 

Appliance. 


12-36-A . D.B.M.. 


.279-283  4th  avenue  and  100 
East  22nd  street,  southeast 
corner  (Block  877,  Lot  89), 
Borough  of  Manhattan, 

25291 -F,  25292-F,  25293-F, 
25294-F  and  decision. 


13-36-A . D.B.M — 


. . .  1552-1560  Lexington  avenue, 
northwest  corner  of  East  99th 
street  and  1301-1309  Park  ave¬ 
nue  (Block  1627,  south  part 
of  Lot  1),  Borough  of  Man¬ 
hattan, 

F.P.  418-35. 


14-36- BZ . 


.D.B.M.. 


.543-549  East  117th  street, 
northwest  corner  of  East 
River  drive  and  528-550  East 
118th  street  (Block  1716,  Lot 
19)  Borough  of  Manhattan, 
Alt.  3481-35. 


15-36-SA. 


.  .D.B.. 


.  .Reisner  Fuel  Oil  and  Volatile 
Oil  Vent  Bricks, 

Appliance. 


RULES 

Lut  Publication  in  Bulletin 

Certificate  of  Occupancy.  *PPr°*ed.  2  1932_Vol.  17.  No.  3t 

ConcretT* Flat  *  Slabs',  itules  *,*.***!'**  Dec.  17.  ^35— Vol.  20,  No.  51 

Concrete  Rules  (Hydrated  Ume)...FeR  4,  936 -Vol.  21,  No.  J 

Elevator  rules  .... . . . . . ^“7  I03-  v  ,  20  No  1 

fis  t/sr  k“1!  :fe  $.  N„:  « 

Fire  Retarding  Rules  for  Garages, ^  2g_  1936_Vol  21,  No.  4 

Kb!  4,  S’S-vS:  So. 2 i 

Paint,  Varnish  and  Lacquer  Spray- ^  ^  J93+_Vol  19>  No.  48 

^*catioWs  £o:: te  2i,  Iwtivo!:  il;  SS:  i 

Refrigerating  Systems,  Extract  C.O.Jan.  28,  1936  Vol.  21,  .  . 

&  ISil— v&  18:  n„:  .» 

Standpipe  Fireline  Rules. . . . Jan.  21,  1936  y®1-  21,  No.  3 

Structural  Alterations,  Reporting ...  June  7.  1932— Vol.  17,  No.  23 

Tank  Trucks,  Gasoline,  etc . Jan.  7,  1936— Vol.  21.  No.  1 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Anti-<tlnhon  Valves  . . Mar.  5,  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . .Jan.  28,  1936— Vol.  21,  No.  4 

yUelComnfercTairUfs°er  -Feb.  4,  1936-Vol.  21,  No.  5 

Fuel  OU^ll  Pipe  Terminals . Jan.  28,’  1936-Vol.  21,  No.  4 

Fuel  Oil  Burners  for  Industrial  Use.Dec.  31.  1935 — Vol.  20.  No.  53 

Fuel  Oil  Pumps . Feb.  4,  1936-Vol.  21,  No.  S 

Paint,  Varnish  and  Lacquer  Spray- 

ing  Equipment  . Nov.  26,  1935— Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . Dec.  31,  1935— Vol.  20,  No.  53 


16-36-BZ . D.B.Bx. . . 


...North  side  of  Westchester 
avenue  from  Leland  avenue 
to  White  Plains  road  (Block 
3880,  Lots  1,  2,  3  4  and  5), 
Borough  of  The  Bronx 

Applic.  47o-35. 


COURT  DECISIONS 


293-17-BZ. 


Restored  to  Calendar 

D.B.M . 403-415  West  124th  street, 

north  side,  100  ft.  west  of 
Morningside  avenue  (Block 
1965,  Lot  22),  Borough  of 
Manhattan,  ^ 


Matter  of  Kesbeck,  Inc.  (Reville)  —  Commr.  of  Buildings  denied 
application  for  building  permit  for  erection  and  altera¬ 
tion  of  a  building  to  be  used  as  a  “brake  service  station 
for  testing,  adjusting  and  relining  automobile  brakes, 
on  the  ground  that  “repair  shop  for  motor  vehicle  was 
prohibited  in  a  business  district  under  Art.  II,  section 
4  Subdiv.  29,  of  the  Building  Zone  Resolution.  the 
Court  said:  “On  the  facts  presented  to  the  Superin¬ 
tendent  of  Buildings,  he  was  justified  in  refusing  a  per¬ 
mit  It  may  be  a  reasonable  inference  that  he  who 
tests  would  also  repair  the  brakes.”  Peremptory  man¬ 
damus  denied  (N.  Y.  L.  J.,  August  22,  1935).  Mr. 
Justice  Leary.  Appellate  Division  affirmed  order  ot 
Special  Term  denying  peremptory  mandamus  (N.  *. 
L.  J.,  December  7,  1935). 


77-34-SA. 


.D.B — 


.  .Packard  Fuel  Oil  Burner, 

Appliance. 


217-21-SR. 


.D.B - 


. .  .Oil  Burner  Rules, 

Amendment  to. 


Matter  of  Cirrito  (Board  of  Standards  and  Appeals,— May  2,  1933, 
Board  denied  gas  station  in  business  district,  under 
section  21,  Cal.  No.  14-33-BZ;  Premises  southside  Con¬ 
duit  boulevard,  19  ft.  9  in.  west  of  Crescent  street. 
Brooklyn.  Mr.  Justice  Smith  reversed  Board  on  recom¬ 
mendation  of  Referee  (N.  Y.  L.  J.,  November  2,  1934). 
Appellate  Division  reversed  Special  Term  and  sustained 
Board  on  the  law  and  the  facts.  (N.  Y.  L.  J.,  June 
22,  1935).  Court  of  Appeals  affirmed  order  of  Appellate 
Division  sustaining  Board.  No  opinion  (N.  Y.  L.  J., 
January  22,  1936). 


CODE 

DB  . Department  of  Buildings 

. . Health  Department 

DBB . Department  of  Buildings,  Brooklyn 

DBM . Department  of  Buildings,  Manhattan 

DBQ  . Department  of  Buildings,  Queens 

D  b  R.  . Department  of  Buildings,  Richmond 

D  B  Bx . Department  of  Buildings,  Bronx 

•pjj  D . Tenement  House  Department 

BB  . Board  of  Buildings 


Matter  of  Segall  (Murdock)— July  2,  1935,  Board  denied  gas  sta¬ 
tion  in  business  district,  under  section  21 ,  _  Cal.  No. 

431-31-BZ  (reopened  March  26,  1935);  Premises  2902- 
2924  Avenue  U,  2101-2115  East  29th  street,  2901-2903 
Neck  Road  and  3432-3436  Nostrand  avenue  Brooklyn 
On  reargument  Mr.  Justice  Kadien  dismissed  certiorari 
(N.  Y.  L.  J.,  January  25,  1936). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  3,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

303-35-BZ. 

APPLICANT— William  E.  Kennedy,  for  Montour  Hold¬ 


ing  Corp.,  owner. 
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CALENDAR 


PREMISES — 28-10  Cross  Island  boulevard  and  28-09  171st 
street,  southwest  corner  (Block  No.  4932,  Lot  No. 
6),  Flushing,  Borough  of  Queens. 
APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

315-35-BZ. 

APPLICANT — William  E.  Kennedy,  for  Triboro  Homes, 
Inc.,  owner. 

PREMISES — 90-02  Astoria  boulevard,  southeast  corner  of 
90th  street  (Block  No.  1364,  Lot  No.  68),  East 
Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station. 

31-33-BZ. 

APPLICANT — John  J.  M.  O’Shea,  for  Denis  P.  Healy, 
owner. 

PREMISES — 610-620  Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot  Nos.  40  and 
43),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  June  18,  1935). 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station — previously  granted  by 
the  board  for  a  temporary  period  of  two  (2)  years 
(temporary  permit  has  expired  and  station  has  not 
been  erected). 

FEBRUARY  4,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  February 
4,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  : 

cal.  no.  311 -35-BZ— Application,  November  4,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Earl  I.  Gallant,  applicant,  on 
behalf  of  Workers  Colony  Corpora¬ 
tion,  owner,  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business 
district  the  alteration  and  change  of 
occupancy  of  a  portion  of  an  existing 
multiple  dwelling  to  a  restaurant ; 
premises  2700  Bronx  Park  East,  north¬ 
east  corner  of  Allerton  avenue  (Block 
No.  4506,  Lot  No.  1),  Borough  of  The 
Bronx. 

cal.  no.  312-35-BZ — Application,  November  6,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frackman  and  Robins,  appli¬ 
cants,  on  behalf  of  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  to  permit  in  a 
residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a 
tavern,  restaurant  and  dwelling;  prem¬ 
ises  2231  Grand  Concourse  and  157 
East  182d  street,  northwest  corner 
(Block  No.  3163,  Lot  No.  40),  Borough 
of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  4,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

299-31-A — 2495-2505  Atlantic  avenue,  northeast  corner  of 
East  New  York  avenue  (Block  No.  3665,  Lot 
Nos.  1  and  4),  Borough  of  Brooklyn. 

5-36-A — 7-23  Van  Brunt  street  and  37-59  Irving  street, 
northeast  corner  (Block  No.  314,  Lot  No.  1), 
Borough  of  Brooklyn. 

13-36-A — 1552-1560  Lexington  avenue,  northwest  corner  of 
East  99th  street  and  1301-1309  Park  avenue 
(Block  No.  1627,  south  part  of  Lot  No.  1), 
Borough  of  Manhattan. 

Variation  of  Labor  Law 

7-36- S — 660-662  East  187th  street,  southwest  side,  50  ft. 

west  of  Cambreling  avenue  (Block  No.  4785, 
Lot  No.  47),  Borough  of  The  Bronx. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Feb¬ 
ruary  4,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters  : 

cal.  no.  185-33-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Sadie  Teitelbaum, 
owner,  reopened  January  7,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  partly  in  a  business  district  and 
partly  in  a  residence  district  the 
maintenance  of  an  automobile  wreck¬ 
ing  and  junk  storage  yard  for  a  tem¬ 
porary  period;  premises  2284-2296 
West  8th  street  and  129-143  Avenue 
W,  northwest  corner  (Block  No.  7142, 
Lot  Nos.  48  and  53),  Borough  of 
Brooklyn. 

cal.  no.  771-26-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owners,  re¬ 
opened  January  14,  1936,  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
of  January  4,  1927 — re  Application 
granted  on  condition  under  sections  7c 
and  21  of  the  building  zone  resolution, 
permitting  partly  in  a  residence  district 
and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  business 
building,  also  a  gasoline  service  sta¬ 
tion  ;  premises  606-618  East  Fordham 
road,  southwest  corner  of  Hughes  ave¬ 
nue  (Block  No.  3078,  Lot  Nos.  16  and 
17),  Borough  of  The  Bronx. 

cal.  no.  294-27-BZ — Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Kurland  Service 
Stations,  Inc.,  lessee  (long  term  lease), 
reopened  December  20,  1935,  for  con¬ 
sideration  of  an  amendment  to  the 
resolution  of  March  26,  1935 — re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  951-959  Lenox  road, 
north  side,  from  East  57th  street  to 
Remsen  avenue  (Block  No.  4644,  Lot 
No.  1),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALL  OF  CLERK  S  CALENDAR 
MONDAY,  FEBRUARY  10,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

259-35-BZ. 

APPLICANT— Samuels  and  Samuels,  for  Sebastino 
Scondura  and  Giovanna  Scondura,  owners. 
PREMISES— 107-23  Astoria  boulevard,  northwest  corner 
of  31st  drive  (Block  No.  1676,  Lot  No.  33), 
Corona,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 

resolution,  . 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  February 
11,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  14-36-BZ — Application,  January  27,  1936,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Washburn  Wire  Company,  Inc., 
applicant  and  owner,  to  permit  partly 
in  an  unrestricted  district  and  partly 
in  a  residence  district  the  extension  of 
an  existing  factory  building;  premises 
543-549  East  117th  street,  northwest 
corner  of  East  River  drive  and  528-550 
East  118th  street  (Block  No.  1716,  Lot 
No.  19),  Borough  of  Manhattan. 


316-35-BZ. 

APPLICANT— Freeman  P.  Imperato,  for  Elena  Lacqua, 

owner.  , 

PREMISES— 180  Union  street,  south  side,  85  ft-  west  of 
Henry  street  (Block  No.  343,  Lot  No.  21),  Bor¬ 
ough  of  Brooklyn.  . 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  alteration  and  change  of 
occupancy  of  the  first  story  of  an  existing  building 
from  residence  use  to  business  use  (stores). 


360-35-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie  Spinelly, 
owners. 

PREMISES— 2549-2557  Coney  Island  avenue,  northeast 
corner  of  Gravesend  Neck  road  (Block  No.  7371, 
Lot  Nos.  68  and  70),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an 
existing  gasoline  service  station  and  also  the  in¬ 
clusion  of  a  brake  testing  room. 

362-35-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Dominick  Sal- 
vato  Co.,  Inc.,  owner. 

PREMISES— 2105-2131  Grand  Concourse  and  158-166  East 
181st  street,  southwest  corner  (Block  No.  3161,  Lot 
Nos.  18  to  23),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  a  residence  district  and  partly  m  a 
business  district  the  erection  and  maintenance  of 
a  multiple  dwelling  with  business  (stores)  on  the 
first  story. 

341-35-BZ. 

APPLICANT— Joseph  Goodman,  for  Department  of 
Water  Supply,  Gas  and  Electricity,  for  City  of 
New  York,  owner. 

PREMISES— Northwest  corner  of  Cornish  avenue  and 
Poyer  street  (Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop  and  also  storage 
yard. 


FEBRUARY  11,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 

116 


cal.  no.  331-35-BZ — Application,  November  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Corbett  and  MacMurray,  appli¬ 
cants,  on  behalf  of  Trustees  of  Sailors 
Snug  Harbor,  owner,  to  permit  in  a 
residence  district  the  erection  and 
maintenance  of  a  multiple  dwelling 
with  stores  on  the  first  story;  prem¬ 
ises  9-17  Fifth  avenue  and  1-3  East  8th 
street,  northeast  corner  (Block  No.  566, 
Lot  Nos.  1,  2,  4,  5,  6  and  34),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  11,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

344-34- A — 548  Cassanova  street  (Block  No.  2768D,  Lot  No. 
193),  Borough  of  The  Bronx. 

365-35-A— 2220-2226  Broadway,  northeast  corner  of  West 
79th  street  (Block  No.  1227,  Lot  No.  13),  Bor¬ 
ough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Feb¬ 
ruary  11,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board  : 

cal.  no.  267-35-BZ — Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros¬ 
kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 
HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  17,  19.36,  AT  2  P.  M. 

Building  Zone  Cases 

225-35-BZ. 

APPLICANT — William  C.  Winters,  for  Emco  Estates 
Inc.,  owner. 


CALENDAR 


PREMISES — 2777  (2779  displayed)  Fulton  street,  north 
side,  75  ft.  west  of  Van  Siclen  avenue  (Block  No. 
3932,  Lot  No.  52),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  garage  for  five  (5)  motor 
vehicles  to  a  carpet  cleaning  establishment. 

281-35-BZ. 

APPLICANT — Michael  Glick,  for  Nosmarba  Realties, 
Inc.,  owner. 

PREMISES — 2295  Grand  Concourse,  southwest  corner  of 
East  183rd  street  (Block  No.  3163,  Lot  No.  22), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  of  part  of  a  multiple  dwelling 
to  business  use  (stores). 

300-35-BZ. 

APPLICANT — William  Richter,  for  Arthill  Realty 
Corporation,  owner. 

PREMISES — 2664-2694  Ocean  Parkway,  west  side,  15  ft. 
south  of  Nixon  Court  (Block  No.  7237,  Lot  Nos. 
63  and  65),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an 
existing  gasoline  service  station. 

6-36-BZ. 

APPLICANT — M.  J.  Cafiero,  for  Frank  Ernst,  owner. 

PREMISES — 5001-5011  Farragut  road  and  1429-1435  Utica 
avenue,  northeast  corner  (Block  No.  4785,  Lot  Nos. 
46  and  48),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  and 
also,  a  gasoline  service  station. 

FEBRUARY  18,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

328-33- A — 4299  Boston  road,  west  side,  283.31  ft.  south  of 
City  Line  (Block  No.  5655,  Lot  No.  313), 
Borough  of  The  Bronx. 


FEBRUARY  25,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  25,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  246-35-BZ — Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Elinor  D.  Manson  and 
Nora  M.  Reich,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station ; 
premises  62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93), 
Woodside.  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  3,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
3,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 

cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant, 
on  behalf  of  Annie  Herzfeld  and 
Lillian  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c  ;  by  mail  12c. 


There  is  now  on  display  in  one  of  the  rooms  in  this  the  Mayor’s  Committee  on  City  Planning.  If  interested, 
Board  a  set  of  seven  maps  of  the  City  of  New  York,  these  maps  may  be  seen  any  week  day  and  up  to  12  o’clock 
covering  the  real  property  inventory  report,  prepared  by  on  Saturdays. 
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ACTION  OF  BOARD— Laid  over  to  March  3,  1936,  at  10 
a.m.,  upon  request  of  applicant  s  representative. 


REGULAR  MEETING 
TUESDAY  MORNING,  JANUARY  28,  1936 
Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 

The  minutes  of  the  special  meeting  of  the  board  held  on 
Friday  afternoon,  January  17,  1936,  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  morning, 
January  21,  1936  and  the  minutes  of  the  regular  meeting  of 
the  board  held  on  Tuesday  afternoon,  January  21,  1936, 
were  approved  as  printed  in  Bulletin  No.  4,  Volume  XXL 

BUILDING  ZONE  CASES 

319-35-BZ. 

APPLICANT— Joseph  V.  O’Leary,  for  Annie  Herzfeld 
and  Lillian  Klinghoffer,  owners.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 8919-8923  Church  avenue, 

northwest  corner  of  Remsen  avenue  (Block  No. 
4686,  Lot  No.  6),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Frank  Waldie. 

For  Opposition:  Leo  Klein,  Mrs.  M.  Paterno  and 
others. 


267-35-BZ. 

APPLICANT— Lama  and  Proskauer,  for  J.  Herbert  Bate 
Company,  Inc.,  owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  district  and  partly  in  an  unrestricted  dis- 
trict  the  erection  and  maintenance  of  an  oil  storage 

PREMISE^' AFFECTED— 73-02  to  73-20  and  74-02  to 
74-16  Amstel  boulevard,  north  side,  260  ft.  west  of 
Beach  72nd  street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

For  Opposition :  John  T.  McNally,  Ermanno 
Foschi,  Charles  L^pe  and  Charles  Sleys. 

ACTION  OF  BOARD— Laid  over  to  February  11,  1936, 
at  2  p.m.,  for  report  of  committee  on  inspection. 
No  further  argument. 


Adjourned,  11  :00  a.m. 

Edward  V.  Barton,  Chief  Clerk. 
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REGULAR  MEETING 

TUESDAY  AFTERNOON,  JANUARY  28,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 


BUILDING  ZONE  CASES 

246-35-BZ. 

APPLICANT— Lama  and  Proskauer  for  Elinor  D.  Man- 
son  and  Nora  M.  Reich,  owners.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 

station.  _  _  , 

PREMISES  AFFECTED— 62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe  place)  ; 
(Block  No.  1189,  Lot  No.  93),  Woodside,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD— Laid  over  to  February  25,  1936,  at 
2  p.m.,  for  further  consideration. 


482-28-BZ. 

APPLICANT— Abraham  N.  Horowitz,  for  Vendome  Ser¬ 
vice  Corporation,  lessee. 

SUBJECT— Application  for  reopening— re  Violation  of  the 
Commissioner  of  Buildings — amendment — re  Ap¬ 
plication,  under  sections  7g  and  21  of  the  building 
zone  resolution,  permitting  partly  in  a  residence 
district  and  partly  in  a  business  district,  the  erec¬ 
tion  and  maintenance  of  a  motor  vehicles  repair 
shop  and  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 403-415  West  124th  street, 


north  side,  100  ft.  west  of  Morningside  avenue 
(Block  No.  1965,  Lot  No.  22),  Borough  of  Man¬ 
hattan. 


APPEARANCES—  xt  tt 

For  Applicant:  Abraham  N.  Horwitz. 

ACTION  OF  BOARD— Request  to  reopen  withdrawn. 

Substitute  verbal  request  was  made  to  reopen  Cal. 
No.  293-17-BZ,  affecting  same  premises. 

THE  VOTE  TO  WITHDRAW—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . . . .  j* 

Negative  . ••••. .  ^ 

Absent  . .  . 


0 


293-17-BZ. 

APPLICANT— Abraham  N.  Horwitz,  for  Vendome  Ser¬ 


vice  Corp.,  lessee.  .  .  , 

SUBJECT— Application  for  reopening— re  Violation  ot 
commissioner  of  buildings — Amendment  re  Appli¬ 
cation  to  permit  the  erection  of  a  business  building 
located  partly  in  a  business  district  and  partly  in 
a  residence  district. 

PREMISES  AFFECTED— South  side  125th  street  475  ft. 

east  of  Amsterdam  avenue  and  extending  through 
to  124th  street,  Borough  of  Manhattan. 


APPEARANCES —  T  TT 

For  Applicant:  Abraham  N.  Horwitz. 

ACTION  OF  BOARD— Application  reopened  subject  to 
usual  procedure,  calendar  call,  etc. ;  recent  area 
notification  to  be  used.  (A  written  request  had 
been  made  to  reopen  482-28-BZ  but  at  hearing  it 
was  deemed  desirable  to  withdraw  this  request 


273-17-BZ.) 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Kidney  . 
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Negative 
Absent  . 


14-36-BZ. 

APPLICANT — Washburn  Wire  Company,  Inc.,  owner. 

SUBJECT — Request  for  preferential  hearing — re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
under  section  7c  of  the  building  zone  resolution,  to 
permit  partly  in  an  unrestricted  district  and  partly 
in  a  residence  district  the  extension  of  an  existing 
factory  building. 

PREMISES  AFFECTED— 543-549  East  117th  street, 
northwest  corner  of  East  River  drive  and  528-550 
East  118th  street  (Block  No.  1716,  Lot  No.  19), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Raymond  J.  Walsh. 

ACTION  OF  BOARD— Preferential  hearing  granted,  for 
February  11,  1936,  10  a.m.,  waiving  calendar  call; 
all  affected  property  owners  to  be  notified  by  reg¬ 
istered  mail  not  later  than  January  30,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney .  4 

Negative  .  0 

Absent  .  0 


42-32-BZ. 

APPLICANT — Samuel  L.  Schwartz,  owner. 

SUBJECT — Application  reopened  December  10,  1935,  tor 
consideration  as  to  extension  of  permit  under  sec¬ 
tion  21  of  the  building  zone  resolution — re  Appli¬ 
cation  (decision  of  the  superintendent  of  buildings) 
granted  under  section  7f  of  the  building  zone  reso¬ 
lution,  permitting  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station 
for  a  temoorarv  period. 

PREMISES  AFFECTED— 2263-2273  Linden  boulevard, 
northwest  corner  of  Elton  street  (Block  No.  4336, 
Lot  No.  21),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Samuel  L.  Schwartz. 

ACTION  OF  BOARD — Temporarv  permit  extended. 

THE  VOTE  TO  EXTEND  TEMPORARY  PERMIT— 
Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  ...... .7. . . .  4 

Negative  . 0 

Absent  . 0 


THE  RESOLUTION— 

(42-32-BZ) 

Whereas,  this  application  affecting  premises  2263-2273 
Linden  boulevard,  northwest  corner  of  Elton  street 
(Block  No.  4336,  Lot  No.  21),  Borough  of  Brooklyn,  was 
granted  by  the  board  May  6,  1932  for  a  temporary  period 
of  two  years  under  section  7,  subdiv.  F ;  and 

Whereas,  the  time  was  extended  by  the  board  November 
28,  1933  for  a  further  temporary  period  of  two  years  from 
May  8,  1934;  and 

Whereas,  the  owner  requested  a  further  extension  of 
this  temporary  period  and  the  application  was  reopened 
by  vote  of  the  board  December  10,  1935  and 

Whereas,  a  public  hearing  was  held  on  the  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  January  28,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  premises  were  inspected  by  a  committee 
of  the  board  prior  to  the  hearing,  verbal  report  of  which 
inspection  was  made  by  the  chairman  in  behalf  of  the 
committee  which  report  recommended  that  the  variation 


0  be  granted  for  a  further  period  of  two  years,  inasmuch 
0  as  it  was  found  that  the  development  within  the  area 
had  not  progressed  beyond  that  found  by  the  committee 
where  the  first  variation  was  granted. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  its  resolution  of  May  6,  1932,  so  that 
as  amended  this  portion  of  the  resolution  shall  read : 

“Granted  under  section  7-F  of  the  building  zone 
resolution  for  a  period  of  two  years  from  May  6, 
1936;”  on  condition  that  other  than  as  amended  herein 
the  resolution  adopted  by  the  board  on  May  6,  1932, 
as  amended  by  resolution  of  November  28,  1935,  shall 
be  complied  with  in  all  respects. 


254-35-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Winter,  Mead  and 
R.  Hawley  Truax,  as  Trustees  of  Owner. 
SUBJECT — Application  reopened  December  20,  1935  under 
section  7a  of  the  building  zone  resolution,  to  permit 
in  a  business  district  the  alteration  of  an  existing 
building  now  occupied  as  a  storage  garage  for 
more  than  five  (5)  motor  vehicles  and  stores,  so  as 
to  create  a  gasoline  service  station  from  a  portion 
of  the  existing  garage  and  stores,  a  portion  of  the 
garage  having  been  previously  granted  by  the 
board. 

PREMISES  AFFECTED — 300-318  Cathedral  parkway, 
486-489  Central  Park  West  and  1-11  West  109th 
street  (Block  No.  1845,  Lot  No  .36),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Archie  H.  Samuels  and  Max 
Siegel. 

For  Opposition:  Bernard  Trencher  and  Emanuel 
J.  Freeberg. 

A.CTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  . —  •  •  •  •  0 

THE  RESOLUTION— 

(254-35-BZ) 

Whereas,  Scacchetti  and  Siegel  for  Winter,  Mead  & 
R.  Hawley  Truax  as  trustees  for  the  owner  filed  Sep¬ 
tember  11,  1935  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  use  district  the  altera¬ 
tion  of  existing  buildings  now  occupied  as  storage  garage 
for  more  than  five  motor  vehicle  gasoline  service  station 
and  stores  so  as  to  create  an  open  gasoline  service  station, 
premises  486-489  Central  Park  West  and  1-9  West  109th 
street,  300-318  Cathedral  parkway  (Block  No.  1845,  Lot 
No.  36),  Borough  of  Manhattan;  and 
Whereas,  this  application  was  denied  by  the  board  at 
its  meeting  December  3,  1935  after  a  report  of  a  com¬ 
mittee  recommending  denial  without  prejudice  to  the  filing 
of  another  application  on  a  revised  proposal  omitting  the 
Central  Park  West  frontage;  and 

Whereas,  the  applicant  requested  a  reopening  of  the 
application  on  the  basis  of  new  plans  and  new  conditions 
as  to  the  proposed  location  of  the  gasoline  service  station, 
no  portion  of  the  station  to  front  on  Central  Park  West; 
and 

Whereas,  this  application  was  reopened  on  this  revised 
proposal  by  vote  of  the  board  December  20,  1935 ;  and 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  28,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  109th  street  is  in  a 
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business  district;  Central  Park  West  is  in  a  residence  and 
business  district  and  Manhattan  avenue  is  in  a  business 
and  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  12,  1935,  re  App.  No.  2051-1935  reads: 

“1.  Proposed  extension  of  prohibited  use  in  a  busi¬ 
ness  district  on  that  portion  of  the  plot  now  occupied 
by  stores  is  contrary  to  section  No.  6  of  building 
zone  resolution  and  section  4,  item  46  of  building 
zone  resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  approximately  189  ft. 
10  in.  on  Cathedral  parkway  and  169  ft.  10  in.  on  West 
109th  street,  upon  which  is  located  a  one  story  structure 
occupied  as  a  storage  garage  for  more  than  five  motor 
vehicles,  gasoline  selling  station  and  stores.  It  is  pro¬ 
posed  to  remove  the  stores  on  the  northerly  portion  of 
the  plot  and  also  a  portion  of  the  garage  and  to  extend 
upon  resulting  area  the  gasoline  service  station  having  a 
frontage  of  189  ft.  10  in.  on  Cathedral  parkway;  and 

Whereas,  the  records  of  the  building  department  and 
fire  department  and  of  the  Board  of  Standards  and  Ap¬ 
peals  disclose  that  these  premises  have  been  occupied 
except  for  the  small  store  portion  by  non-conforming  uses 
in  a  business  use  district  since  prior  to  the  enactment  of 
the  building  zone  resolution  in  1916,  that  these  non- 
conforming  uses  were  a  storage  garage  for  more  than  five 
motor  vehicles,  a  gasoline  service  station  and  a  motor 
vehicle  repair  shop ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  7, 
subdivision  A  in  that  the  premises  were  occupied  by  an 
industrial  establishment  and  the  proposed  use  is  an  ex¬ 
tension  of  an  existing  use  on  the  premises ;  and 

Whereas,  this  property  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board ;  verbal  report  of  which 
inspection  was  made  by  the  chairman  on  behalf  of  the 
committee  and  which  report  recommended  that  the  applica¬ 
tion  be  granted  under  section  7- A  of  the  building  zone 
resolution,  subject  to  certain  conditions  which  in  the 
opinion  of  the  committee  will  be  a  material  improvement 
to  the  premises  and  surroundings. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  under 
section  7a  thereof  to  permit  the  extension  of  the  storage 
garage  and  gasoline  service  station  established  prior  to 
1916  so  as  to  include  the  area  now  occupied  for  business 
purposes  facing  Cathedral  parkway,  commencing  at  a 
point  thereby  one  foot  westerly  from  the  corner  of  Cathe¬ 
dral  parkway  and  Central  Park  West  and  adjoining  the 
existing  garage  and  gasoline  service  station  on  the  south 
and  west  as  indicated  on  plans  filed  with  this  appeal  and 
to  permit  removal  and  reconstruction  of  existing  buildings 
and  structures  so  as  to  provide  an  open  uncovered  area 
as  an  alcove  gasoline  service  station  and  passageways  into 
the  storage  garage  portion  on  condition  that  existing 
structures  or  parts  of  structures  shall  be  completely  re¬ 
moved  for  a  distance  of  approximately  35  feet  southerly 
from  the  building  line  of  Cathedral  parkway ;  that  the 
rest  room  shown  at  the  easterly  line  shall  be  extended 
to  the  Cathedral  parkway  building  line  with  a  frontage 
thereon  of  at  least  10  feet;  that  the  gasoline  service  and 
passageway  area  shall  be  concreted ;  that  there  shall  be 
not  over  two  openings  for  automobiles  into  the  garage 
area  across  the  gasoline  service  area ;  that  all  tanks  for 
gasoline  storage  shall  be  installed  within  the  gasoline  sta¬ 
tion  area,  discontinuing  all  others  not  so  located ;  that 
curb  cuts  from  Cathedral  parkway  shall  not  exceed  three 
(3)  as  indicated;  that  no  curb  cut  shall  exceed  30  feet  in 
width ;  that  all  gasoline  pumps  erected  shall  be  installed 
not  nearer  than  15  feet  to  any  portion  of  the  building 
line ;  that  the  building  wall  facing  Cathedral  parkway 
shall  be  reconstructed  and  located  as  indicated  on  plans 


filed  with  this  appeal  and  shall  be  generally  of  the  design 
and  materials  as  indicated ;  that  as  a  further  condition 
of  this  variation,  the  stores  facing  Central  Park  West 
and  the  wall  of  the  garage  facing  on  West  109th  street 
shall  be  reconstructed  as  indicated  and  also  the  front  of 
the  building  adjoining  on  the  west  at  320-332  Cathedral 
parkway;  that  there  shall  be  no  openings  of  any  nature 
from  the  storage  garage  and  gasoline  service  station  to 
the  adjoining  buildings  on  premises  to  the  west  and  to 
the  east ;  that  all  roof  signs  existing  on  the  premises 
under  appeal  and  the  adjoining  buildings  to  the  east  and 
to  the  west  shall  be  removed  and  no  new  signs  erected; 
that  the  sidewalks  on  West  109th  street,  Central  Park 
West  and  Cathedral  parkway  shall  be  reconstructed  in¬ 
cluding  the  area  between  the  sidewalk  and  the  present 
curb  on  the  circle;  that  parking  and  the  sale  of  gasoline 
at  320-332  Cathedral  parkway  (Lot  No.  18),  shall  be  dis¬ 
continued;  that  there  shall  be  no  opening  directly  from 
the  gasoline  service  station  area  to  the  easterly  portion 
of  the  garage  used  legally  for  motor  vehicle  repairing; 
that  all  signs  on  the  premises  under  appeal  shall  be  lim¬ 
ited  to  the  illuminated  globes  of  the  pumps  (excluding  all 
other  signs;  that  the  gasoline  pumps  shall  be  of  the  type 
with  masonry  pedestals  as  approved  by  the  park  depart¬ 
ment  for  use  on  parkways;  that  no  portable  gasoline 
pumps  shall  be  used  on  or  from  the  premises;  that  com¬ 
plete  working  drawings  shall  be  submitted  to  the  board 
for  approval  before  same  are  filed  with  the  commissioner 
of  buildings,  subject  to  such  further  conditions  as  the 
board  may  consider  necessary  before  approval;  that  such 
plans  shall  be  filed  within  two  months  and  after  approval 
of  plans,  all  work  shall  be  completed  within  one  year 
thereafter. 


326-34-BZ. 

APPLICANT — Lama  and  Proskauer,  for  The  Lincoln 
Savings  Bank  of  Brooklyn,  present  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  motor  vehicle  repair 
shop  and  also  a  gasoline  service  station. 

PREMISES  AFFECTED — 789-791  Bedford  avenue,  north¬ 
east  corner  of  Park  avenue  (Block  No.  1715,  Lot 
No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 


For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Reopened  and  time  extended. 
THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 

Negative  . 

Absent  . 


THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 

Negative  . 

Absent  . 


4 

0 

0 


4 

0 

0 


THE  RESOLUTION— 

(326-34-BZ) 

Whereas,  this  application  affecting  premises  789-791 
Bedford  avenue,  northeast  corner  of  Park  avenue  (Block 
No.  1715,  Lot  No.  1),  Borough  of  Brooklyn,  was  granted 
by  the  board  February  19,  1935,  on  certain  conditions  and 
Weisbrod  and  Froeb,  attorneys  for  The  Lincoln  Savings 
Rank  of  Brooklyn,  present  owner,  requested  an  extension 
of  time  which  was  granted ;  and 

Whereas,  Lama  and  Proskauer,  architects,  requested  a 
further  extension  of  time  to  obtain  permits. 

Resolved ,  that  the  resolution  adopted  by  the  board  on 
February  19,  1935,  be  and  it  hereby  is  amended,  only  so 
far  as  it  has  reference  to  the  obtaining  of  permits  and 
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completion  of  work,  so  that  as  amended  this  portion  of  the 
resolution  will  read : 

“that  all  permits  shall  be  obtained  within  six  months 
and  all  work  completed  within  one  year  from  the 
date  of  this  amended  resolution;  th  t  other  than  as 
amended  herein,  the  resolution  adopted  by  the  board 
on  February  19,  1935,  shall  be  complied  with  in  all 
respects.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

328-33-A. 

APPELLANT — Edward  P.  Doyle,  for  Joseph  I.  Girardi, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 4299  Boston  road,  west  side, 
283.31  ft.  south  of  City  Line  (Block  No.  5655,  Lot 
No.  313),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD — Laid  over  to  February  18,  1936. 
at  2  p.m.,  on  written  request. 


299-31-A. 

APPELLANT — Samuel  L.  Benjamin,  for  Brownsville 
Motor  Sales  Co.,  Inc.,  lessee. 

SUBJECT— Appeal  from  a  decision  of  the  superintendent 
of  buildings. 

PREMISES  AFFECTED— 2495-2505  Atlantic  avenue, 
northeast  corner  of  East  New  York  avenue  (Block 
No.  3665,  Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD — Laid  over  to  February  4,  1936,  2 
p.m.  No  appearances. 


365-35-A. 

APPELLANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  F.  W.  Woolworth  Company,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 2220-2226  Broadway,  northeast 
corner  of  Yvest  /9th  street  (Block  No.  1227,  Lot 
No.  13),  Borough  of  Manhattan 

APPEARANCES— 

For  Appellant :  Herman  E.  Horwood. 

For  Administration  :  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  February  11,  1936,  at 
2  p.m.,  for  inspection  by  a  committee  of  the  board. 


19-34- A. 

APPELLANT — Helene  Smidt,  owner  of  property  in  af¬ 
fected  area;  William  F.  Chatlos,  owner  of  prem¬ 
ises  affected. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings — re  Revocation  of  Certificate  of  Occu¬ 
pancy  No  18225,  dated  February  18,  1932. 

PREMISES  AFFECTED— 363  Lexington  avenue  (Block 
No.  1295,  Lot  No.  20),  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written  re¬ 
quest. 

THE  VOTE  TO  WITHDRAW: 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


20-34-A. 

APPELLANT— Helene  Smidt,  owner  of  property  in  af¬ 
fected  area;  Estate  of  Thomas  Snell,  owner  of 
premises  affected. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings — re  Revocation  of  Certificate  of  Occu¬ 
pancy  No.  19004,  dated  June  28,  1933. 

PREAllotvS  AFFECTED — 322-332  Lexington  avenue  and 
128-130  East  39th  street  (Block  No.  894,  Lot  No. 
71),  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD— Appeal  withdrawn  on  written  re¬ 
quest. 

THE  VOTE  TO  WITHDRAW: 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 


2 1-34- A. 

APPELLANT— Helene  Smidt,  owner  of  property  in  af¬ 
fected  area;  Mary  L.  Tonetti  &  Cosmoclub  Realty 
Corp.,  owners  of  premises  affected. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings — re  Revocation  of  Certificate  of  Occu¬ 
pancy  No.  18912,  dated  April  20,  1933. 

PREMISES  AFFECTED — 355-361  Lexington  avenue  and 
133  East  40th  street  (Block  No.  1295,  Lot  Nos. 
21  and  23),  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD— Appeal  withdrawn  on  written  re¬ 
quest. 

THE  VOTE  TO  WITHDRAW : 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 4 

Negative  .  ^ 

Absent  .  ® 


22-34-A. 

APPELLANT— Helene  Smidt,  owner  of  property  in  af- 
fec  ed  area;  Lexington  &  Fortieth  Corp.,  owner 
of  premises  affected. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings — re  Revocation  of  Certificate  of  Occu¬ 
pancy  No.  U988,  dated  November  12,  1931. 

PREMISES  AFFECTED— 349-353  Lexington  avenue  and 
130-132  East  40th  street  (Block  No.  895,  Lot  No. 
(9).  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD— Appeal  withdrawn  on  written  re¬ 
quest. 

THE  VOTE  TO  WITHDRAW: 

Affirmative  :  Chairman  Afurdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . 0 

Absent  .  0 


330-35-A. 

APPELLANT— Eastern  Greyhound  Lines,  Inc.,  lessee. 
SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREAHSES  AFFECTED— 12-12  43rd  avenue,  southwest 
corner  of  13th  street  (Block  No.  443,  Lot  No.  15), 
Long  Island  City,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant :  Bernhard  Sobel  and  H.  J.  Wil¬ 
liams. 
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For  Administration:  Inspector  Meyer  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  dismissed  as  not  being 
properly  before  the  board. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 4 

Negative  . • .  0 

Absent  .  0 

THE  RESOLUTION— 

(330-35-A) 

Whereas,  Eastern  Greyhound  Lines,  Inc.,  lessee,  filed 
November  16,  1935,  an  appeal  from  an  order  of  the  fire 
commissioner  affecting  premises  12-12  43rd  avenue,  south¬ 
west  corner  of  13th  street,  Long  Island  City  (Block  No. 
443,  Lot  No.  15),  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  No. 

66947-LC,  dated  October  19,  1935,  reads : 

“Remove  all  gasoline  from  the  two  10,000  gallon 
gasoline  storage  tanks  recently  installed,  dismantle 

pumps  and  permanently  close  and  seal  the  inlet  and 
outlet  openings  of  the  two  tanks  for  the  reason  that 
the  installation  of  the  two  10,000  gallon  gasoline 
storage  tanks  is  a  violation  of  Section  156,  Chapter 
10,  Code  of  Ordinances,  New  York,  which  reads  as 
follows : 

L  No  garage  permit  authorizing  the  storage  of  vola¬ 
tile  inflammable  oil  shall  be  issued  for  any  premises 
which  are  not  equipped  with  an  approved  storage 
system  of  sufficient  capacity  for  the  proper  storage 
of  such  oil,  which  shall  be  installed  in  the  manner 
prescribed  in  subdivisions  5,  6,  9,  13  and  14  of 
Section  131  of  Article  9,  of  this  chapter,  provided 
that  each  tank  shall  be  embedded  in  and  surrounded 
by  at  least  12  in.  of  Portland  cement  concrete, 
composed  of  two  parts  of  cement,  three  parts  of 
sand  and  five  parts  of  stone,  except  that  storage 
tanks  installed  in  garages  may  have  a  capacity 
not  exceeding  550  gallons  each. 

and 

Whereas,  the  building  is  fireproof,  one  story  (16  ft. 
1  in.)  in  height,  120  ft.  by  232  ft.  in  area;  OCCUPIED 
as  a  bus  service  station ;  located  within  an  unrestricted 
district ;  and 

Whereas,  the  applicant  claims  the  building  was  erected 
in  1935;  certificate  of  occupancy  issued  July  16,  1935,  for 
a  bus  service  station;  fire  prevention  application  No.  172 
of  1935  for  the  installation  of  two  10,000  gallon  under¬ 
ground  gasoline  storage  tanks,  located  outside  the  building 
(61  ft.  distant)  was  disapproved  by  the  commissioner  of 
buildings;  the  board  of  buildings  granted  an  appeal 
February  14,  1935  against  the  disapproval ;  thereafter, 
application  No.  172  was  approved  by  the  commissioner 
of  buildings  March  7,  1935 ;  the  tanks  were  then  installed, 
inspected  by  representatives  of  the  building  department 
and  fire  department,  who  orally  approved  the  manner  of 
installation;  the  commissioner  of  buildings  (division  of 
fire  prevention)  issued  the  certificate  of  approval  Septem¬ 
ber  27,  1935,  for  the  installation  of  the  two  10,000  gallon 
gasoline  tanks,  furthermore,  the  applicant  contends  the 
tanks  have  been  installed  in  all  respects  in  accordance 
with  the  requirements  under  section  156,  chapter  10,  of 
the  code  of  ordinances ;  gasoline  tanks  of  5,000  to  23,500 
gallons  capacity  have  been  installed  at  641  -647  Second 
avenue,  Brooklyn,  130-134  Barrow  street,  Manhattan,  also 
at  515-535  East  22d  street,  Manhattan,  and  accepted  by 
the  fire  commissioner;  the  refusal  to  maintain  the  two 
tanks  in  question  would  be  extremely  oppressive  to  the 
applicant;  and 

Whereas,  the  decision  of  the  Court  of  Appeals  in  the 
matter  of  Berenklau  v.  Thatcher  indicates  that  the  fire 
commissioner  was  without  jurisdiction  to  issue  the  order 
from  which  the  appeal  was  taken 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed. 


VARIATION  OF  LABOR  LAW 

3-36-S. 

APPLICANT — Miller  and  Goldhammer,  for  Rosedale 
Engineering  Company,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 1791-1799  Westchester  avenue 
and  1301  Beach  avenue,  northwest  corner  (Block 
No.  3786,  part  of  Lot  No.  1),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Alfred  Goldhammer. 

AC  I  ION  OF  BOARD — Appeal  accepted;  and  granted  on 
condition. 

THE  VOTE  TO  ACCEPT  APPEAL— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT— 

Affirmative : .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(3-36-S) 


Whereas,  Miller  and  Goldhammer,  for  Rosedale  Engi¬ 
neering  Co.,  owner,  filed  January  3,  1936,  an  application 
for  a  variation  of  the  labor  law  as  cited  in  decision  of 
the  commissioner  of  buildings,  affecting  premises  1791- 
1799  Westchester  avenue,  1301  Beach  avenue,  northwest 
corner  (Block  No.  3786,  part  of  Lot  No.  1),  Borough  of 
The  Bronx ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  May  17,  1935,  reads  as  follows:  (Alt.  App.  240-35) 
“L  Stairway  must  be  constructed  in  accordance  with 
Section  270  of  the  Labor  Law. 

3.  Stairway  must  continue  to  roof  or  when  permitted 
be  provided  with  scuttle  as  described  in  Rule  12  of 
the  Factory  Exit  Rules  of  the  Board  of  Standards 
and  Appeals.” 

and 

Whereas,  the  board  at  its  meeting  January  28,  1936 
waived  the  requirements  of  the  rules  of  procedure  of  the 
board  and  accepted  the  application;  and 

Whereas,  the  building  is  non-fireproof  construction,  two 
stories  (23  feet)  in  height,  101  ft.  l\y  in.  by  40  ft.  5 y2  in., 
irregular,  in  area,  erected  in  1925,  located  in  a  business 
use  district;  OCCUPIED:  cellar — storage,  no  persons ; 
1st  story— stores,  14  persons;  2nd  story— easterly  half, 
manufacturing  of  knit  goods,  15  persons;  westerly  half, 
bowling  alley  and  billiard  parlor;  there  are  two  exits,  one 
on  the  north  wall  at  the  easterly  corner  of  the  building, 
opening  on  Beach  avenue  and  one  in  the  centre  of  the 
building  opening  on  Westchester  avenue;  both  of  these 
interior  stairs  are  3  ft.  8  in.  wide,  equipped  with  metal 
covered  doors  and  enclosed  with  metal  lath  in.  cement 
plaster  on  2  x  4  in.  wood  studs ;  exposed  soffits  are  covered 
with  metal  lath  and  y  in.  cement  plaster;  stairway  on  the 
northeast  corner  of  building  terminates  on  the  2nd  story 
landing  and  egress  to  the  roof  is  by  single  rung  iron 
ladder  to  a  2  ft.  x  3  ft.  scuttle  in  the  roof;  the  center 
stairway  does  not  go  to  the  roof ;  the  building  was  erected 
in  1925  under  App.  No.  NB  2264-25  and  Certificate  of 
Occupancy  No.  1109-26,  issued  June  14,  1926,  which  reads 
“first  floor,  stores,  120  lbs.  live  load;  2nd  floor,  offices, 
60  lbs.  live  load” ;  and 

Whereas,  an  appeal  was  taken  to  the  board  of  buildings 
and  a  variation  of  the  labor  law  was  granted;  and 

Whereas,  as  the  board  of  buildings  are  not  empowered 
to  grant  modifications  of  the  labor  law,  the  applicant 
chose  to  disregard  its  action  and  appeal  to  this  board;  and 
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Whereas,  the  applicant  contends  that  the  present  manu¬ 
facturing  occupancy  is  temporary  for  the  reason  that  the 
space  so  occupied  cannot  be  rented  for  another  purpose 
at  the  present  time  and  the  expense  involved  in  complying 
with  the  law  would  be  a  hardship ;  that  the  present  exits 
are  safe  and  similar  construction  is  permitted  in  large 
buildings  built  prior  to  1913;  that  the  manufacturing 
will  not  exceed  the  25  per  cent  allowed  by  the  building 
zone  resolution ;  and 

Whereas,  the  owner  was  convicted  in  the  Magistrates’ 
Court  on  December  24,  1935,  for  violation  of  section  270 
and  fined  $50;  and 

Whereas,  the  building  is  low  in  height  with  no  safe 
egress  from  the  roof  to  the  roofs  of  the  buildings  ad¬ 
joining  which  are  14  ft.  higher  than  the  roof  of  the 
building  in  question;  and 

Whereas,  the  board  deemed  that  in  view  of  the  build¬ 
ing  being  only  two  stories  in  height  and  of  small  area  that 
the  two  stairways  protected  by  fire  retarding  material 
and  with  entrances  remote  from  each  other  are  a  prefer¬ 
able  arrangement  to  the  exits  that  could  have  been  legally 
permitted  under  section  270  of  the  labor  law. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  requirement  of  the 
labor  law,  and  that  the  application  be  and  it  hereby  is 
granted,  permitting  the  area  on  the  second  floor,  as  in¬ 
dicated  on  plans  filed  with  this  application,  to  be  used 
for  light  manufacturing  purposes,  on  condition  that  both 
stairways  shall  be  enclosed  on  all  sides  on  both  the 
second  and  first  floors  with  fire-retarding  material,  in¬ 
cluding  the  soffits  beneath;  that  an  iron-rung  ladder  and 
scuttle  shall  be  installed  at  the  head  of  each  stair  leading 
to  the  roof;  that  there  shall  be  constructed  a  vestibule 
leading  from  the  space  to  be  used  for  manufacturing  to 
the  central  stairway,  so  as  to  avoid  interference  of  swing¬ 
ing  doors  and  that  the  door  to  the  billiard  parlor  from 
the  stairway  shall  be  swung  from  the  opposite  jamb,  so  as 
to  open  in  the  direction  of  exit;  that  the  allowable  floor 
load  per  superficial  foot  on  the  second  floor  shall  be  not 
less  than  90  lbs.;  that  the  requirements  of  the  zoning 
resolution  shall  be  complied  with  as  to  the  amount  of 
space  used  for  manufacturing  purposes;  that  at  no  time 
shall  more  than  15  persons  be  employed  at  work  for  fac¬ 
tory  within  the  area  on  the  second  floor  wherein  manu¬ 
facturing  is  herein  permitted;  that  this  building  shall  not 
be  increased  in  height  and  granted  only  so  long  as  condi¬ 
tions  comply  with  the  terms  of  this  resolution  and  the 
building  is  arranged  as  indicated  on  the  plans  filed  with 
this  appeal;  that  in  all  respects  other  than  as  herein 
varied,  the  building  shall  comply  with  the  State  Labor 
Law  and  all  laws  and  regulations  applicable  thereto. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

77-34-SA. 

APPLICANT — R.  F.  Santore,  for  The  Packard  Burner 
Mfg.  Co.,  owner. 

SUBJECT — Application  for  reopening — Amendment — 
Packard  Fuel  Oil  Burner. 

APPEARANCES— 

For  Applicant:  John  Fox. 

ACTION  OF  BOARD — Application  reopened,  placed  on 
Reserve  Calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 


123-31-SA. 

APPLICANT — Buckwheat  Blower  Co.,  for  Bock  Oil 
Burner  Corp.,  owner. 


SUBJECT — Application  for  reopening — amendment — Bock 
Oil  Burner,  Models  A,  B,  C  and  D. 
APPEARANCES— 

For  Applicant :  L.  S.  Bloom. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . . .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . • .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(123-31-SA) 


Whereas,  Bock  Oil  Burner  Corp,  owner,  filed,  March 
12,  1931,  a  petition  with  the  Board  of  Standards  and  Ap¬ 
peals  for  approval  of  their  device  known  as  the  Bock  Oil 
Burner,  Models  A.  B,  C  and  D ;  and 
Whereas,  this  device  was  submitted  to  the  fire  depart¬ 
ment  for  test  and  report  and  the  report  of  the  chief  of 
the  bureau  of  fire  prevention  dated  August  18,  1931, 
recommended  the  approval  of  the  device ;  and 
Whereas,  this  device  was  approved  by  the  board  at  its 
meeting  September  22,  1931  for  use  in  domestic  and  com¬ 
mercial  installations  and  owner  requested  approval  for 
industrial  installations  also. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Bock  Oil  Burner, 
Models  A,  B,  C  and  D,  for  use  in  domestic,  commercial 
and  industrial  installations,  with  fuel  oil  not  heavier  than 
No.  3  or  70  Saybolt  Universal,  when  installed  in  accord¬ 
ance  with  the  fuel  oil  rules  of  the  Board  of  Standards 
and  Appeals  and  in  conformity  with  the  report  of  the 
chief  of  the  bureau  of  fire  prevention. 


568-30- S A. 

APPLICANT— Tuthill  Pump  Co.,  owner. 

SUBJECT— Application  for  Amendment  to  include  Tut¬ 
hill  Fuel  Oil  Pump  (Model  30  LE),  approval  of. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Application  amended  to  include 
above  model. 

THE  VOTE  TO  AMEND— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(568-30-SA) 

Whereas,  Tuthill  Pump  Co.,  owner,  filed  August  30, 
1930,  a  petition  with  the  Board  of  Standards  and  Appeals 
for  approval  of  their  device  known  as  the  Tuthill  Fuel  Oil 
Pump,  Model  L;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report,  and  the  report  of  the  engi¬ 
neer  of  the  board,  dated  March  31,  1932,  recommends  the 
approval  of  the  device ;  and 

Whereas,  petitioner  submitted  new  models  of  the  de¬ 
vice  known  as  the  Tuthill  Fuel  Oil  Pump,  Model  LD,  and 
also  a  model  known  as  30-LE  (Fuelstat),  which  differs 
but  slightly  from  the  pump  approved  by  the  board  and 
which  models  are  also  recommended  for  approval  on 
report  of  the  engineer  of  the  board. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  April  1,  1932,  as  amended 
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by  resolution  adopted  September  20,  1932,  so  that  as 
amended  it  will  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  devices  known  as  the  Tuthill 
Fuel  Oil  Pump,  Model  L,  Tuthill  Fuel  Oil  Pump, 
Model  LD  and  the  Tuthill  Fuel  Oil  Pump  Model 
30-LE  (Fuelstat)  for  use  in  fuel  oil  installations, 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals. 


357-35-SA. 

APPLICANT — Richard  Marogg,  owner. 

SUBJECT- — White  Flame  Oil  Burner,  approval  of. 

APPEARANCES— 

For  Applicant :  Richard  Marogg. 

ACTION  OF  BOARD — Application  approved  in  accord¬ 
ance  with  report  of  the  engineer  of  the  board  and 
fire  denartment. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(357-35-SA) 

Whereas,  Richard  Marogg,  filed  December  17,  1935,  an 
application  with  the  Board  of  Standards  and  Appeals,  for 
approval  of  the  device  known  as  the  White  Flame  Oil 
Burner;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 
_l\  hereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles, 
approved  by  the  acting  deputy  chief  of  department  in 
charge  of  bureau  of  combustibles,  was  substantially  as 
follows : 

A  plate  is  located  inside  the  combustion  chamber. 
Connected  to  this  plate  is  the  air  tube  coming  from  a 
i'9n°u  Dtype  blower  which  is  operated  by  an  Emerson 
u  motor-  The  oil  supplied  to  the  burner  passes 

through  an  Automatic  Products  constant  level  valve 
Model  240 E  which  has  already  been  approved.  The 
od  then  flows  through  a  pipe  located  in  the  air  tube 
and  flows  upward  to  a  bowl  which  is  provided  with  a 
series  of  fine  openings.  This  bowl  has  a  heavy  iron 
co'.  er  over  it  for  which  air  from  the  blower  passes 

°wr  "IS.01’,  in  t,he  c.up’  sP.raying  same  upon  the  hot 
plate  the  ho-  plate  itself  is  equipped  with  an  electric 
heating  element  and  the  burner  is  supplied  with  a 
consent  gas.  pilot  light  for  ignition  purposes.  When 
t  ’e  burner  is  s'arted  the  electric  elements  heat  the 
plp^e  rnd  when  the  plate  has  reached  a  temperature 
sufficient  fo  vaporise  the  oil,  a  Mercoid  switch  opens 
an  American  Products  oil  control  valve.  This  valve 
has  also  been  approved  by  the  board  under  its  own 


application.  The  oil  then  flows  to  the  plate  where  it 
is  vaporized  and  ignited  by  the  gas  pilot  light. 
CONTROLS 

Automatic  Products  constant  level  valve. 

A  pressure  control  manufactured  by  Minneapolis 
Honeywell  Co. 

There  is  also  located  in  the  air  tube  a  vane  which 
is  connected  to  a  Mercoid  switch.  The  purpose  of 
which  is  to  shut  down  the  entire  oil  burner  unit  in  case 
of  flame  failure. 

The  controls  and  mechanism  of  this  burner  were 
tested  and  found  to  function  as  designed.  During  the 
period  of  the  test  there  were  no  flare  backs  due  to 
faulty  ignition.  Examination  of  the  combustion  cham¬ 
ber  showed  no  undue  carbon  deposits  and  the  flame  of 
the  burner  was  clear  and  free  of  soot  and  smoke. 

As  this  burner  was  installed  in  accordance  with  the 
Oil  Burner  Rules  adopted  by  the  Board  of  Standards 
and  Appeals  on  July  12,  1935,  it  is  recommended  that 
same  be  approved  for  domestic  use  with  fuel  oil  not 
heavier  than  No.  3. 

Resolved,  that  the  Board  of -Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  White  Flame  Oil 
Burner,  for  use  in  domestic  instaflations,  with  fuel  oil  not 
heavier  than  No.  3,  when  installed  in  accordance  with  the 
provisions  of  the  Oil  Burner  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  on  condition  that : 

This  oil  burning  device  shall  bear  a  label  perma¬ 
nently  attached  thereto  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
for  Use  in  New  York  City 
UNDER  CAL.  No.  357-35-SA 


RULES 

217-21-SR. 

SUBJECT— Oil  Burner  Rules — Proposed  Amendment  to 
Rule  7,  Section  4,  Subdivision  (d). 
APPEARANCES—  .  .  _  .  , 

J.  S  .  Kaplan,  Irving  A.  Heimbach,  \\ .  G.  Feick, 
W.  G.  Hal'ewood  and  Joseph  H.  Reitman. 
ACTION  OF  BOARD — Rules  reopened  and  adopted,  as 

amended.  (See  pages  128  and  129  of  this 

Bulletin.) 

THE  VOTE  TO  REOPEN  AND  ADOPT  AS 
AMENDED— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . 0 

Absent  . 0 


Adjourned,  4:25  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  January  14,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  3,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows : 

314-35-BZ. 

APPLICANT — Harry  Yahr,  for  Shelton  Holding  Corp., 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7H  of  the  building 
zone  resolution,  to  permit  for  a  period  of  not  more 


^Correction — The  name,  Sol  A.  Herzog,  omitted  in  line 
15  of  digest. 


than  two  (2)  years  in  a  retail  district  tlje  use  of  a 
vacant  plot  of  ground  as  a  parking  space  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 15-23  West  43d  street,  north 
side,  225  ft.  west  of  Fifth  avenue  (Block  No.  1259, 
Lot  Nos.  25,  28  and  28^),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Harry  Davis  and  Harry  Yahr. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 
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OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 

June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 

1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1.  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED :  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP:  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  betvveen 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED  :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
(*4")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (y2)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  04)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centres, 
or  nailed  to  furring  strips  w'hen  the  floor  beams  are  spav  id 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  (%)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  04)  inch 
thick. 

Note — -All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL:  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OTL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION  :  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 

PERMIT :  Shall  mean  permit  for  storage  of  oil. 
PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2 y2)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER :  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE :  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED:  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE :  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK :  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is.  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 


Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades : 

Range  Oil  SP.  Gr.  (A.  P.  I.)  40-44° 


No.  1  Fuel  Oil 
No.  2 
No.  3 
No.  4 
No.  5 
No.  6 


36-40° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 


(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 


Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less — in.  shell,  Y\  in. 
heads. 

Tanks  37  to  72  in.  in  diameter — Y  in.  shell,  5/16  in. 

heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  Yz  in. 

heads. 

Tanks  over  120  inches  in  diameter  to  be  of  Yz  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  54  in.  in  diameter  rivets  2 Y\  in.  pitch. 

In  shell  5/16  in.  thick,  34  in  diameter  rivets  2Yz  in. 
pitch. 

In  shell  Y  in.  thick,  Y\  in.  diameter  rivets  2 *4  in.  pitch. 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  34  of  an  inch  in  diameter 
and  spaced  not  more  than  2^4  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  tbe  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  (3A")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity- 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  Y\  inch  and  the  minimum  thickness  of  roof  plates 
14  inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

_  E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7r),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 

Section  3.  Outside  of  Buildings,  Above  Ground. 

(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1  Y\) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 

If  distant  25  feet  from  line  of  adjoining 


property  which  may  be  built  upon  16,000  gallons 

If  distant  30  feet  .  24,000  “ 

If  distant  40  feet  .  36,000 

If  distant  50  feet  .  48,000 

If  distant  60  feet  .  60,000 

If  distant  75  feet  .  96,000 

If  distanct  85  feet,  or  more .  100,000 


(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (lTA)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher  than  one-fourth 
(Ya)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (V/2)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 

Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited, 
i  ubiiig  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
)n  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1Y)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line 
I  here  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (1Y")  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
Y  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  die  building  not  less 
ihan  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (5’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
d")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  che^k 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 

constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  ys  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  tiom 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-oil 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions  : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  w'hich  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Ignition  “ 

Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  “ 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  clos«d 
when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons' 
capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
section  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows  : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 

for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  them  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  %  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  /i"  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil- 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27,  1918; 

March  8,  1921;  October  21,  1921;  July  17, 

1923;  January  8,  1924;  May  5,  1931,  and 
November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur- 
fished  by  the  Department  of  Buildings  for  all  Plumbing 
ind  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
Dwner  or  architect  in  the  said  Department.  The  plans  must 
De  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
loor  plans  and  sections  as  may  be  necessary  to  show  clearly 
ill  plumbing  work  to  be  done,  and  must  show  partitions 
ind  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

\ 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot ; 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  5*4  pounds 

3  inches .  5  1/5  9 y2  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33*4  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  weight  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra,  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


\y2  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2 *4  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3y2  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

414  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2y2  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3y2  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4 y2  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


\y2  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 y2  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


8  feet  of .  1^4  inch  pipe 

5  feet  of .  2  inch  pipe 

2  feet  of .  3  inch  pipe 

2  feet  of .  4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot : 


Weights  per 

Diameters  Linear  Foot 


1*4  inch  (for  flush  pipes  only).... .  2$4  pounds 

1*4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4*4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ng  behind  the  house  trap  and  fresh  air  inlet  which  shall 
ie  used  for  both  buildings  if  sewer  connected ;  or  may  be 
onnected  to  an  existing  cesspool  of  front  house  and  be 
>rovided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di- 
ectly  in  front  of  the  building,  unless  permission  is  other- 
vise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
t  is  possible  to  construct  a  private  sewer  to  connect  in  an 
idjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
ducted,  to  be  used  in  common  for  one  or  more  buildings. 
!t  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
ifter  it  has  been  showm  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
lccordance  with  the  terms  of  the  permit  issued  by  the  Com- 
nissioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
3rivy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick ;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  Inch  per  Foot  l/2  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  oi 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 

Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1}4  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1  /2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-seal 
siphon-pet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter ;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-\y2  inch  branches  on  a  154  inch  main  branch. 

4- 2  inch  branches  on  a  2  inch  main  branch. 

7-154  inch  branches  on  a  2  inch  main  branch. 

2-2  1 

4  iy2  |  inch  branches  on  a  2  inch  main  branch. 
1-2  / 

5- iy  (  inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table : 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

1)4  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1  )4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(54)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1 )4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1)4  inches  in  diameter 
nor  larger  than  1)4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  wheie  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  me  al  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
orffiy  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa- 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  p’aced  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  mus*  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (}$)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe ; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 

Oil  Separator*. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1 inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls,  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  House*. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Diameters 


Weights  per 
Linear  Foot 


Vs 

inch 

A 

inch 

34 

inch 

l 

inch 

154 

inch 

154 

inch 

2 

inch 

254 

inch 

3 

inch 

3/2 

inch 

4 

inch 

0.56  pound 
0.85  pound 
1.12  pound 

1.67  pound 
2.24  pounds 

2.68  pounds 
3.61  pounds 
5.75  pounds 
7.54  pounds 
9.00  pounds 

10.66  pounds 


No  pipe  allowed  of  less  than  V  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  y  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed ' 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter  Length  Burners 


inch .  26  feet  3 

*4  inch .  36  feet  6 

y  inch .  60  feet  20 

1  inch . 80  feet  35 

1  yA  inch .  110  feet  60 

1  y2  inch .  150  feet  100 

2  inch .  200  feet  200 

2*4  inch .  300  feet  300 

3  inch .  450  feet  450 

3}4  inch .  500  feet  600 

4  inch .  600  feet  750 


191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  88,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information: 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following : 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and  : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application: — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

l-2^4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  wrell  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner  Calendar  No. 

V.  B.  C.  Oil  Burner .  1295-24-SA 

V.  B.  C.  Oil  Burner,  Type  H .  684-29-SA 

\.cme  Oil  Burner,  Models  BO-1  and  BO-2. .  132-34-SA 

^.etna  Automatic  Oil  Burner .  1547-23-SA 

Vir-Blast  Oil  Burner .  S79-32-SA 

Uladin  Oil  Burner .  298-26-SA 

Alexander  Oil  Burner .  65-28-SA 

Mida  Oil  Burner .  124-34-SA 

American  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 

92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 

4562,  4563,  4573,  4578,  and  4588 .  298-33-SA 

Associated  Oil  Burner  .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Autocrat  Oil  Burner,  Model  B-l .  297-31-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 

laker  Automatic  House  Heating  Burner -  1323-22-SA 

laker  Oil  Burner,  Model  L,  Gun  Type .  404-29-SA 

lallard  Baby  Grand  Oil  Burner .  447-32-SA 

lallard  Super  Domestic  Oil  Burner........  939-24-SA 

layard  Domestic  Fuel  Oil  Burner .  1184-22-SA 

lerggren  Oil  Burner .  764-26-SA 

lethlehem  Steam  Atomizing  Fuel  Oil  Burner  485-32-SA 
lettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

lettendorf  High  Pressure  Oil  Burner .  479-31-SA 

lettendorf  Oil  Burner .  731-28-SA 

lettendorf  Oil  Burner,  Model  H.B .  498-32-SA 

lock  Oil  Burner,  Models  A,  B,  C  and  D....  123-31-SA 

lock  Oil  Burning  Water  Heater .  102-34-SA 

Iraden  Automatic  Fuel  Oil  Burner .  322-30-SA 

Iranford  Oil  Burner .  36-31-SA 

Iranford  Oil  Burner,  Model  “A” .  461-32-SA 

Irighton  Oil  Burner .  372-33-SA 

lullet  Automatic  Oil  Burners,  Models  A  and 

B  .  1 95-33- S  A 

Zaloroil  Burner,  Type  AA .  1361-24-SA 

Zamel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S .  229-32-SA 

Zarboradiant  Oil  Burner,  Models  V  &  VS...  16-31-SA 

Zarboradiant  Oil  Burner,  Model  VSS .  49-32-SA 

Carborundum  Burner  .  571-29-SA 

Zarter-Korth  Oil  Burner,  Model  “P” .  389-32-SA 

Zarter-Korth  Oil  Burner  .  54-30-SA 

Zarter  Oil  Burner,  Models  4X  and  5X .  117-34-SA 

Zentury  Oil  Burner  .  157-28-SA 

Zhallenger  Kleen  Heat  Burner,  Series  No.  100  813-28-SA 

Zhallenger  Oil  Burner,  Model  “A” .  86-34-SA 

Zhalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  .  608-32-SA 

Zommonwealth  Automatic  Oil  Burner .  348-28-SA 

Zoncord  Burner  .  108-35-SA 

Zook’s  Automatic  Oil  Burner .  955-27-SA 

Zope-Swift  Safety  Automatic  Oil  Burner....  354-31-SA 

Zrescent  Oil  Burner .  222-29-SA 

Zrescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Zrown  Oil  Burner,  Type  XA . 426-29-SA 

Zrystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-26-SA 

D’Elia  Oil  Burner .  155-31-SA 

Delco  Heat  Oil  Burner .  420-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner .  317-31-SA 

Doherty  Oil  Burner .  943-26-SA 

Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C  .  600-3 1-S A 

Economy  Oil  Burner,  Type  A-l .  45-31 -S A 

Eisler  Automatic  Oil  Burner .  481-27-SA 


Name  of  Burner  Calendar  No. 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-SA 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C  and  EA .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 .  225-32-SA 

Espo  Oil  Gas  Burner .  1431-23-SA 

Evenheet  Oil  Burner .  554-32-SA 

Everedy  Oil  Burner .  102-33-SA 

Fairfield  Oil  Burner... .  584-31-SA 

Faultless  Oil  Burner .  493-24-SA 

Fine-Glo  Oil  Burner .  178-35-SA 

Fluid  Heat  Domestic  Oil  Burner,  Type  O...  1094-27-SA 

Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P  134-35-SA 

Fluid  Heat  Oil  Burner .  361-32-SA 

Forsdraft  Oil  Burner .  41.34.SA 

Foster  Oil  Burner .  715-26-SA 

Franklin  Domestic  Oil  Burner .  560-26-SA 

Freeport-Silent  Service  Oil  Burner,  Models  5, 

10  and  30 .  97-33-SA 

Fuelo  Oil  Burner .  47-30- SA 

Gar  Wood  Oil  Burner .  373-30-SA 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500  481-32-SA 

General  Electric  Fuel  Oil  Burner .  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 _  228-33-SA 

Ghapco  Steam  Generator  .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Flexible  Flame  Burner _  109-31-SA 

Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-31-SA 

Gilbert  &  Barker  Oil  Burner,  Model  S-l _  282-33-SA 

Gill  Oil  Burner .  1231-23-SA 

Gold  Star  Oil  Burner,  Models  F  and  6 .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . 441-31-SA 

Goodspeed  Automatic  Oil  Burner .  957-27-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner .  382-26-SA 

Grant  Oil  Burner,  Model  "C” .  232-32-SA 

Hardinge  Oil  Burner .  813-25-SA 

Hardinge  Oil  Burner,  Model  23 .  33-33-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Automatic  Oil  Burner .  1162-24-SA 

Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  .  595-29-SA 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat  King  Oil  Burner,  Model  2 .  98-35-SA 

Heatiator  Oil  Burner . 1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 

Heil  Combustion  Fuel  Oil  Burner,  Type  B...  295-29-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  HF _  309-33-SA 

Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  .  486-32-SA 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 

Improved  Kres-Kno  Oil  Burner  and  Model 

MD  .  591-29-SA 

Inferno  Oil  Burner .  82-33-SA 

International  Mechanical  Draft  Oil  Burner..  372-30-SA 
International  Oil  Burner .  1305-24-SA 

Jacobsen  Balanced  Oil  Burner,  (Model  V-l)  333-33-SA 
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Name  of  Burner  Calendar  No. 

Johnson  Improved  Rotary  Fuel  Oil  Burner..  ^38-22-SA 
Joyce  Oil  Burner .  852-26-SA 


K.  F.  C.  Oil  Burner . 

Kelco  Oil  Burner . 

Kelvinator  Oil  Burner . 

Kelvinator  Oil  Burner,  Model  K . 

KeWaNee  Oil  Burner,  Model  “C” . 

Kleen  Heet  Oil  Burner . 

Kleen  Heet  Oil  Burner,  Type  902 . 

Kleen  Heet  Oil  Burner,  Type  R . 

Korth  Oil  Burner,  Model  G . 

Kreager  Oil  Burner . 

Kres-Kno  Oil  Burner . . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 


846-25- S A 
237-33-SA 
339-3 1-S  A 
105-34-SA 
518-32-SA 
62-24- S  A 
99-35-SA 
49-33-SA 
136-34-SA 
367-30- S  A 
443-28-SA 

354-34-SA 


Laco  Oil  Burner,  Model  NL . •••• 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D.. 

Lange  Economical  Oil  Burner . 

Lawrence  May  Oil  Burner . 

Leader  Oil  Burner . 

Leiman  Brothers  Fuel  Oil  Burner . 

Liberty  Automatic  Heater . 

Liberty  Pressure  Oil  Burner . 

Lonergan  Automatic  Oil  Burner . 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3.. 


670-30-SA 
226-33-SA 
355-33-SA 
1 034-27- S  A 
425-31-SA 
314-30-SA 
129-28-SA 
75-34-SA 
208-33-SA 
166-34-SA 


"M  W”  Domestic  Oil  Burners,  Models  Nos. 
25,  26,  65,  66,  307,  308,  309,  400  and  800. . 

M.  W.  Emancipator  Oil  Burner . 

M.  W.  Oil  Burning  Water  Heater . 

M.  W.  Water  Heater,  Model  20-D . 

Magna  Fuel  Oil  Burner . 

Majestic  Oil  Burner . 

Marr  Oil  Burner,  Model  H,  Type  R . 

Master-Kraft  Oil  Burner . 

May  Oil  Burner . 

May  Oil  Burner,  Type  BB . 

Mayfield  Oil  Burner . 

Mayflower  Oil  Burner . 

Mcllvane  Oil  Burner . . . 

Melco  Automatic  Oil  Burner,  Type  “A” . 

Merco  Oil  Burner . . 

Micron  Oil  Burner . 

Midget  Oil  Burner . . . . 

Midget  Pressing  Machine  Oil  Burner . 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 . 

Monitor  Oil  Burner . 

Morrissey  Oil  Burner . 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 
MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1.... 
Morse  Conical  Type  Steam  Atomizing  Burner 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner 

Morse  Fuel  Oil  Burner . 

Moto-Heat  Oil  Burner . 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  . 

Mousette  Oil  Burner . 


341-32-SA 
102-33-SA 
737-29-SA 
365-34-SA 
197-33-SA 
693-30- S A 
765-26-SA 
83-33-SA 
68-24- S  A 
46-34- S  A 
568-31-SA 
1 24-29- S  A 
544-29-SA 
1032-25-SA 
637-29-SA 
345-34-SA 
155-34-SA 
122-35-SA 

327-3 1-S  A 
202-34-SA 
673-27-SA 

359-33-SA 

938- 25-SA 

939- 25-SA 
820-23-SA 
195-32-SA 

628-23-SA 
887-25- S  A 


Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner .  836-25-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA 

New  Process  Oil  Burner .  1071-27-SA 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 
Nokol  Automatic  Burner .  1078-24-SA 


Norge  Oil  Burner  Models  N8,  N18  and  N28.  226-34-SA 

Nu-Way  Oil  Burner .  773-26-SA 


Name  of  Burner  Calendar  No. 

Oilbuilt  Burner  .  85-33-SA 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-SA 

Oronoque  Oil  Burner .  394-30-SA 

Orr  Fuel  Oil  Burner .  113-26-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner .  236-35-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Burner,  Model  0 .  78-28-SA 

Petro  Burner,  Model  P-2 .  735-30-SA 

Petro  Oil  Burner,  Model  W-2 .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-1J4...  245-33-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 . .  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-SA 

Pioneer  Automatic  Oil  Burner .  1259-27-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34- SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  C  .  600-31-SA 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  .  411-32-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 .  368-34-SA 

Rayfield  Oil  Burner .  504-26-SA 

Real  Host  Oil  Burner .  38-34-SA 

Re-Ly-On  Oil  Burner .  745-26-SA 

Remington  Domestic  Oil  Burner,  Type  B....  532-31-SA 

Remington  Oil  Burner . _.  891-26-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Richmond  Gravity  Fuel  Oil  Burner .  1193-22-SA 

Rickard  Oil  Burner .  1011-27-SA 

Rotoflame  Gem  Oil  Burner .  187-33-SA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S  &  K  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S-K  Oil  Burner,  Model  F .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

S.  T.  Johnson  Oil  Heat  Servant .  157-34-SA 

Schulse  Home  Oil  Burner .  1487-23-SA 

Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ,  CV  and  SN  Junior .  436-32-SA 

Security  Oil  Burner .  56-28-SA 

Shepard  Oil  Burner .  563-30-SA 

Shill  Oil  Burner .  315-30-SA 

Silent-Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  0 .  463-31-SA 

Silent  Automatic  Oil  Burner .  458-26-SA 

Silent  Automatic  Burner,  Model  “B” .  709-30-SA 

Silent  Automatic  Burner,  Model  “E” .  710-30-SA 

Silent  Flash  Oil  Burner,  Model  Cl .  38-33-SA 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 

Silent  Glow  Oil  Burner,  Models  800,  1000, 

1800,  2800,  3800,  6800  and  8800 .  345-31-SA 


Simplex  Domestic  Oil  Burner,  Type  P.A....  446-30-SA 
Simplex  Domestic  Type  “S.P.”  Oil  Burner. .  145-31-SA 


142 


APPROVED  APPLIANCES 


Name  of  Burner  Calendar  No. 

Socony  Arrow  Oil  Burner .  1191-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G.  S36-31-SA 
Standard  Automatic  Oil  Burner,  Type  11-G.  537-31-SA 

Standardyne  Oil  Burner .  34-34-SA 

Stephens  Oil  Burner,  Models  Nos.  1  and  2. . . .  146-33-SA 

Stuhler  Oil  Burner .  618-27-SA 

Summerheet  Oil  Burner .  581-26-SA 

Sundstrand  Automatic  Oil  Burner .  75S-26-SA 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U . 658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

Tabor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 

Thoroburn  Oil  Burner,  Model  A-1-16-G .  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Heater  (Water 

Heater  Unit)  Models  40-A  and  50-B....  121-35-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C...  454-2S-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 


Name  of  Burner  Calendar  No. 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner .  6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Vesta  Oil  Burner .  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner .  320-30-SA 

Viking  Oil  Burner .  396-32-SA 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW, 

EW-1  and  EW-2 .  341-33-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wayne  Oil  Burner .  1155-25-SA 

Wayne  S-2  Domestic  Oil  Burner .  115-32-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Flame  Oil  Burner .  357-35-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

J J,  Junior,  K,  KA,  KB,  and  R .  918-22-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

and  B  .  32-33-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  44-29-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 


FUEL  OIL  PUMPS 

Approved  by  the  Board  of  Standards  and  Appeals 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  . : .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump . .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump . •  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  . 257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  . 52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24- SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate- Jones  . .  492-21 -S  A 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  1 84-22- S A 

Worthington  Show  Model  Duplex .  194-22-SA 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  front  Administrative  Orders. 

283-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

305-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

317-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32- SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA — Progressive  Press  Machine  Oil  Burner. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA — Ryan  Marvel  Oil  Burner,  Model  M. 

123-35-SA — National  Airoil  Safety  Tank  Filling  Valve. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 


- — — - 

1 58- 35-SA — Easyway  Space  Heater.  Models  CRL19, 

CRN  17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA — National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA — Brigham  Oil  Burner. 

219-35-SA — United  Copper  Service  Pipe. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

243-35-SA — Josam-Marsh  Hair  Interceptor  (Plumbing 
Trap). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

253-35-SA — Preferred  Oil  Burner  (Manual  Operation), 
Model  D.  O. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA — Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
310-35-SA — Viking  Pot  Type  Space  Heater,  Models, 
165  and  170. 

313-35-SA — Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA — Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

343-35-SA — Pacific  Oil  Burner. 

352-35-SA — Todd  Fuel  Oil  Fill  Pipe  Terminal. 

354-35-SA — Diesel  Oil  Burner. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  zoill  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  anv. 
and  will  be  called  in  Room  1013,  Monday ,  February  .10, 
1936,  at  2  o’clock  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  February  17,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  day5 
from  the  date  of  the  action  of  the  Administrative  Official 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
hoard  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  February  5,  1936 
Cal.  No.  Department  Premises  Affected 

17-36-A . D.B.M . 308-316  East  48th  street,  south- 

side,  100  ft.  east  of  2nd  ave¬ 
nue  (Block  1340,  Lot  No. 
44),  Borough  of  Manhattan, 

26335-F. 


18-36-BZ . D.B.M . 236-250  West  51st  street,  south 

side,  100  ft.  east  of  8th  ave¬ 
nue  and  237-247  West  50th 
street  (Block  1022,  Lots  54 
to  60  inch  and  5,  6,  8,  9  and 
part  of  Lot  10),  Borough  of 
Manhattan, 

N.B.  161-35. 


19-36-BZ . D.B.M . 555-557  West  167th  street  and 

1142-1144  St.  Nicholas  ave¬ 
nue,  northeast  corner  (Block 
2124,  Lots  40-41),  Borough  of 
Manhattan, 

Applic.  17-35. 


20-36-BZ . D.B.M . 101  East  108th  street  and  1481  - 

1483  Park  avenue,  northeast 
corner  (Block  1836,  Lot  1), 
Borough  of  Manhattan, 

N.B.  6-36. 


21-36-SA . D.B . Herco  Oil  Burner,  Models  R- 

15  and  R-35, 

Appliance. 


22-36-A . D.B.M . 31-45  West  18th  street,  612-632 

6th  avenue,  northeast  corner 
and  30  West  19th  street 
(Block  820,  Lot  1),  Borough 
of  Manhattan, 

F.P.  25-36. 


23-36-BZ . D.B.M . 247-249  West  54th  street,  north 

side,  79  ft.  6  in.  east  of  8th 
avenue  (Block  1026,  Lots  ID, 
5  and  8^4),  Borough  of  Man¬ 
hattan, 

Viol.  48-35  and  decision. 


RULES 

Last  Publication  in  Bulletin 

Certificate  of  Occupancr,  approved 

forms  .  . Aug.  2,  1932— Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules . Dec.  17,  1935 — Vol.  20,  No.  51 

Concrete  Rules  (Hydrated  Lime)... Feb.  11,  1936 — Vol.  21,  No.  6 

Elevator  rules  . May  21.  1935 — Vol  20.  No  31 

Exit  Rules  (Revolving  Doors) ....  .Jan.  1,  1935 — Vol.  20,  No.  1 

Factory  Exit  Rules . June  4,  1935 — Vol.  20,  No.  23 

Fire  Alarm  Rules  (Interior) . May  28,  1935 — Vol.  20,  No.  22 

Fire  Drill  Rules . Oct.  29,  1935— Vol.  20.  No.  44 

Fire  Retarding  Rules  for  Garages, 

etc . Jan.  28,  1936— Vol.  21,  No.  4 

Fireproof  Wood,  Testing  of . Apr.  9,  1935 — Vol.  20,  No.  15 

Frame  Garages,  Ruling  for . Jan.  21,  1919 — Vol.  4,  No.  3 

Gas  Shut-Off  Rules...  . Apr.  7,  1925 — Vol.  10,  No.  14 

Hatchway  Protection  . Tune  5,  1928— Vol.  13,  No.  23 

Oil  Burner  Rules . Feb.  4,  1936 — Vol.  21,  No.  5 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov.  27,  1934 — Vol.  19,  No.  48 

Platform  Trucks,  Specifications  for. Jan.  28,  1936 — Vol.  21,  No.  4 

Plumbing  Rules  . Feb.  11,  1936 — Vol.  21,  No.  6 

Procedure,  Rules  of . Jan.  28,  1936 — Vol.  21,  No.  4 

Refrigerating  Systems,  Extract  C.O.Jan.  28,  1936 — Vol.  21,  No.  4 

Smoking  in  Factories,  Rules  for.... July  9,  1935 — Vol.  20,  No.  28 

Sprinkler  Rules  . Nov.  26,  1935 — Vol.  20,  No.  48 

Standpioe  Fireline  Rules . Jan.  21,  1936 — Vol.  21,  No.  3 

Structural  Alterations,  Reporting. ..  Tune  7,  1932 — Vol.  17,  No.  23 

Tank  Trucks,  Gasoline,  etc . Jan.  7,  1936 — Vol.  21,  No.  1 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  IS 

LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . . Mar.  5,  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . Jan.  28,  1936 — Vol.  21,  No.  4 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Feb.  4,  1936 — Vol.  21,  No.  5 

Fuel  Oil  Fill  Pipe  Terminals . Jan.  28,  1936— Vol.  21,  No.  4 

Fuel  Oil  Burners  for  Industrial  Use.Dec.  31.  1935— Vol.  20.  No.  53 

Fuel  Oil  Pumps.  .  Feb.  4,  1936— Vol.  21,  No.  5 

Paint,  Varnish  ana  Lacquer  Spray- 

ing  Equipment  . Nov.  26.  1935— Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  .  Dec.  31,  1935— Vol.  20,  No.  S3 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  January  31,  1936,  Mr.  Jacob  A.  Freedman,  attorney,  served 
on  Board  petition  and  order  of  certiorari,  for  Rube!  Corporation, 
owner,  in  re  decision  of  January  7,  1936,  denying  gasoline  service 
station  in  business  district,  under  section  21,  at  premises  440-446 
Utica  avenue  and  923-943  East  New  York  avenue  and  872-884  Lefferts 
avenue,  Borough  of  Brooklyn,  Cal.  No.  272-30-BZ.  (Reopened  Octo¬ 
ber  1,  1935,  having  been  remitted  to  Board  by  Court  for  hearing.) 

*  *  * 

On  February  3,  1936,  Messrs.  Koenig,  Bachner  &  Koenig,  attor¬ 
neys,  served  on  Board  petition  and  order  of  certiorari,  for  Bowers  & 
Rosenblum,  Inc.,  contiguous  lessees,  in  re  decision  of  January  21, 
1936,  granting  appeal  as  to  sign  at  premises  2314-2316  12th  avenue, 
Borough  of  Manhattan,  Cal.  No.  342-35-A. 


Restored  to  Calendar 

604-31-BZ . D.B.Q . Northwest  corner  of  Main 

street  and  Nassau  boulevard 
(Block  2104,  Lot  25),  Flush¬ 
ing,  Borough  of  Queens, 

Applic.  129-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R. . Department  of  Buildings,  Richmond 

D.B.Bx. . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B-B . Board  of  Buildings 


COURT  DECISIONS 

In  re  Mayberg  (Murdock) — On  October  15,  1935,  Board  denied  gaso¬ 
line  station  in  business  district,  under  section  21;  Cal. 
No.  176-35  BZ:  Premises  1236  Prospect  avenue,  south¬ 
east  corner  of  Home  street,  Borough  of  The  Bronx. 
Mr.  Tustice  Walsh  sustained  Board  (N.  Y.  L.  J.,  Janu¬ 
ary  29,  1936.) 

*  *  * 

Arbill  Gasoline  Station,  Inc.,  v.  Murdock,  et  al. — On  July  10,  1934, 
Board  granted  gasoline  station  in  business  dis‘rlct,  un¬ 
der  section  21;  Cal.  No.  43-34  BZ:  Premises  6522-6524 
13th  avenue,  northwest  corner  66th  street.  Borough  of 
Brooklyn.  Mr.  Justice  Conway  sustained  Board  (Janu¬ 
ary  4,  1936). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  10,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

259-35-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Sebastino 
Scondura  and  Giovanna  Scondura,  owners. 
PREMISES — 107-23  Astoria  boulevard,  northwest  corner 
of  31st  drive  (Block  No.  1676,  Lot  No.  33), 
Girona,  Borough  of  Queens. 


CALENDAR 


APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

316-35-BZ. 

APPLICANT — Freeman  P.  Imperato,  for  Elena  Lacqua, 
owner. 

PREMISES — 180  Union  street,  south  side,  85  ft.  west  of 
Henry  street  (Block  No.  343,  Lot  No.  21),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  alteration  and  change  of 
occupancy  of  the  first  story  of  an  existing  building 
from  residence  use  to  business  use  (stores). 

360-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie  Spinelly, 
owners. 

PREMISES — 2549-2557  Coney  Island  avenue,  northeast 
corner  of  Gravesend  Neck  road  (Block  No.  7371, 
Lot  Nos.  68  and  70),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an 
existing  gasoline  service  station  and  also  the  in¬ 
clusion  of  a  brake  testing  room. 

362-35-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Dominick  Sal- 
vato  Co.,  Inc.,  owner. 

PREMISES — 2105-2131  Grand  Concourse  and  158-166  East 
181st  street,  southwest  corner  (Block  No.  3161,  Lot 
Nos.  18  to  23),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  a  residence  district  and  partly  in  a 
business  district  the  erection  and  maintenance  of 
a  multiple  dwelling  with  business  (stores)  on  the 
first  story. 

341-35-BZ. 

APPLICANT — Joseph  Goodman,  for  Department  of 
Water  Supply,  Gas  and  Electricity,  for  City  of 
New  York,  owner. 

PREMISES — Northwest  corner  of  Cornish  avenue  and 
Poyer  street  (Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop  and  also  storage 
yard. 


FEBRUARY  11,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  February 
11,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  14-36-BZ — Application,  January  27,  1936,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Washburn  Wire  Company,  Inc., 
applicant  and  owner,  to  permit  partly 
in  an  unrestricted  district  and  partly 


in  a  residence  district  the  extension  of 
an  existing  factory  building;  premises 
543-549  East  117th  street,  northwest 
corner  of  East  River  drive  and  528-550 
East  118th  street  (Block  No.  1716,  Lot 
No.  19),  Borough  of  Manhattan. 

cal.  no.  331-35-BZ — Application,  November  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Corbett  and  MacMurray,  appli¬ 
cants,  on  behalf  of  Trustees  of  Sailors 
Snug  Harbor,  owner,  to  permit  in  a 
residence  district  the  erection  and 
maintenance  of  a  multiple  dwelling 
with  stores  on  the  first  story ,  prem¬ 
ises  9-17  Fifth  avenue  and  1-3  East_8th 
street,  northeast  corner  (Block  No.  566, 
Lot  Nos.  1,  2,  4,  5,  6  and  34),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK.  Chairman 


FEBRUARY  11,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

344-34- A — 548  Cassanova  street  (Block  No.  2768D,  Lot  No. 
193),  Borough  of  The  Bronx. 

365-35-A — 2220-2226  Broadway,  northeast  corner  of  West 
79th  street  (Block  No.  1227,  Lot  No.  13),  Bor¬ 
ough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Feb¬ 
ruary  11,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  267-35-BZ — Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros¬ 
kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 

cal.  no.  771-26-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owners,  re¬ 
opened  January  14,  1936,  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
of  January  4,  1927 — re  Application 
granted  on  condition  under  sections  7c 
and  21  of  the  building  zone  resolution, 
permitting  partly  in  a  residence  district 
and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  business 
building,  also  a  gasoline  service  sta¬ 
tion  ;  premises  606-618  East  Fordham 
road,  southwest  corner  of  Hughes  ave¬ 
nue  (Block  No.  3078,  Lot  Nos.  16  and 
17),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  17,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

22 5-35-BZ. 

APPLICANT— William  C.  Winters,  for  Emco  Estates, 
Inc.,  owner. 

PREMISES— 2777  (2779  displayed)  Fulton  street,  north 
side,  75  ft.  west  of  Van  Siclen  avenue  (Block  No. 
3932,  Lot  No.  52),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  garage  for  five  (5)  motor 
vehicles  to  a  carpet  cleaning  establishment. 

281-35-BZ. 

APPLICANT— Michael  Glick,  for  Nosmarba  Realtie.. 
Inc.,  owner. 

PREMISES — 2295  Grand  Concourse,  southwest  corner  of 
East  183rd  street  (Block  No.  3163,  Lot  No.  22), 
Boroueh  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  of  part  of  a  multiple  dwelling 
to  business  use  (stores). 

300-35-BZ. 

APPLICANT — William  Richter,  for  Arthill  Realty 
Corporation,  owner. 

PREMISES — 2664-2694  Ocean  Parkway,  west  side,  15  ft. 
south  of  Nixon  Court  (Block  No.  7237,  Lot  Nos. 
63  and  65),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an 
existing  gasoline  service  station. 

6-36-BZ. 

APPLICANT— M.  J.  Cafiero,  for  Frank  Ernst,  owner. 

PREMISES — 5001-5011  Farragut  road  and  1429-1435  Utica 
avenue,  northeast  corner  (Block  No.  4785,  Lot  Nos. 
46  and  48),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  and 
also,  a  gasoline  service  station. 

31-33-BZ. 

APPLICANT— John  J.  M.  O’Shea,  for  Denis  P.  Healy, 

owner. 

PREMISES — 610-620  Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot  Nos.  40  and 
43),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  June  18,  1935). 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station — previously  granted  by 
the  board  for  a  temporary  period  of  two  (2)  years 
(temporary  permit  has  expired  and  station  has  not 
been  erected). 


FEBRUARY  18,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  February 
18,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  303-35-BZ — Application,  October  31,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Montour  Holding 
Corporation,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  28-10  Cross  Island 
boulevard  and  28-09  171st  street,  south- 
,west  corner  (Block  No.  4932,  Lot  No. 
6),  Flushing,  Borough  of  Queens. 

cal.  no.  315-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Triboro  Homes, 
Inc.,  owner,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district  the  erection  and  maintenance 
of  a  gasoline  service  station;  premises 
90-02  Astoria  boulevard,  southeast  cor¬ 
ner  of  90th  street  (Block  No.  1364, 
Lot  No.  68),  East  Elmhurst,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 

FEBRUARY  18,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

328-33-A — 4299  Boston  road,  west  side,  283.31  ft.  south  of 
City  Line  (Block  No.  5655,  Lot  No.  313), 
Borough  of  The  Bronx. 

13-36-A — 1552-1560  Lexington  avenue,  northwest  comer  of 
East  99th  street  and  1301-1309  Park  avenue 
(Block  No.  1627,  south  part  of  Lot  No.  1), 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  18,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  he  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  311-35-BZ — Application,  November  4,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Earl  I.  Gallant,  applicant,  on 
behalf  of  Workers  Colony  Corpora¬ 
tion,  owner,  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business 
district  the  alteration  and  change  of 
occupancy  of  a  portion  of  an  existing 
multiple  dwelling  to  a  restaurant; 
premises  2700  Bronx  Park  East,  north¬ 
east  corner  of  Allerton  avenue  (Block 
No.  4506,  Lot  No.  1),  Borough  of  The 
Bronx. 

cal.  no.  312-35-BZ — Application,  November  6,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frackman  and  Robins,  appli¬ 
cants,  on  behalf  of  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  to  permit  in  a 
residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a 
tavern,  restaurant  and  dwelling;  prem- 
i.es  2231  Grand  Concourse  and  157 
East  182d  street,  northwest  corner 
V-.lock  No.  3163,  Lot  No.  40),  Borough 
of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  24,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

242-35-BZ. 

APPLICANT — James  J.  Skehan  and  Anna  Skehan,  own¬ 
ers. 

PREMISES — 1620  Castle  Hill  avenue,  southeast  corner  of 
Glover  street  (Block  No.  3989,  Lot  Nos.  10  and 
11),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

270-35-BZ. 

APPLICANT — Henry  Nordheim,  for  Herman  Stursberg 
Realty  Co.,  owner. 

PREMISES — 337-349  Brook  avenue  and  493-497  East  141st 
street,  northwest  corner  (Block  No.  2286,  Lot  No. 
65),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5)  motor  vehi¬ 
cles. 


338-35-BZ. 

APPLICANT — George  Alexander,  Jr.,  for  Avenue  D 
Building  Co.,  owner. 

PREMISES — 1599-1609  Flatbush  avenue,  southeast  corner 
of  Avenue  H  and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  an 
unrestricted  district  the  change  of  occupancy  of 
part  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 

353-35-BZ. 

APPLICANT — George  W.  Rappold,  for  Reinhold  A. 
Skelton,  owner. 

PREMISES — 86-08  Broadway,  west  side,  62  ft.  south  of 
51st  avenue  (Maurice  avenue)  ;  (Block  No.  1549, 
Lot  No.  12),  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 


FEBRUARY  25,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  February 
25,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cai..  no.  18-36-BZ — Application,  January  30,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 


and  the  erection  of  a  building  for  a 
bus  terminal ;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 


cal.  no.  127-35-BZ — Application  of  Casper  P.  Colla  and 
Philip  F.  Jacobs,  applicants,  on  behalf 
of  Joseph  Angelone,  owner,  reopened 
January  7,  1936,  under  section  7h  of 
the  building  zone  resolution,  to  permit 
in  a  business  district  the  parking  and 
storage  of  more  than  five  (5)  motor 
vehicles  (previously  denied  for  a  junk 
shop)  ;  premises  115-117  Truxton 
street,  north  side,  220  ft.  east  of  Sack- 
man  street  (Block  No.  1544,  Lot  No. 
45),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  25,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  25,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 


cal.  no.  246-35-BZ — Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Elinor  D.  Manson  and 
Nora  M.  Reich,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station ; 
premises  62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93), 
Woodside.  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  3,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
3,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 


cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant, 
on  behalf  of  Annie  Herzfeld  and 
Lillian  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  FEBRUARY  4,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Kidney. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  January  28,  1936  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  January  28,  1936,  were  approved  as  printed  in  Bul¬ 
letin  No.  5,  Volume  XXI. 


BUILDING  ZONE  CASES 

311-35-BZ. 

APPLICANT— Earl  I.  Gallant,  for  Workers  Colony  Cor¬ 
poration,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  alteration  and 
change  of  occupancy  of  a  portion  of  an  existing 
multiple  dwelling  to  a  restaurant. 

PREMISES  AFFECTED— 2700  Bronx  Park  East,  north¬ 
east  corner  of  Allerton  avenue  (Block  No.  4506, 
Lot  No.  1),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Earl  I.  Gallant  and  Bernard 
Lewit. 


For  Opposition:  L.  C.  Squire,  Department  of 
parks 

ACTION  OF  BOARD — Laid  over  to  February  18,  1936,  at 
2  p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 

_ 

312-35-BZ. 

APPLICANT — Frackman  and  Robins,  for  La  Fontaine 
Estates,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
change  of  occupancy  of  an  existing  building  to  a 
tavern,  restaurant  and  dwelling. 

PREMISES  AFFECTED— 2231  Grand  Concourse  and  157 
East  182nd  street,  northwest  corner  (Block  No. 
3163,  Lot  No.  40),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Mark  Frackman,  Charles  Lutz 
and  Arthur  Cah'n. 

For  Opposition :  None. 

ACTION  OF  BOARD— Laid  over  to  February  18,  1936, 
at  2  p.m.,  for  report  of  committee  on  inspection. 
No  further  argument. 


Adjourned,  11:15  a.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  FEBRUARY  4,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Kidney. 


BUILDING  ZONE  CASES 

771-26-BZ. 

APPLICANT— Sidney  L.  Strauss,  for  Firestone  Tire  and 
Rubber  Company,  owner. 

SUBJECT — Application  reopened  January  14,  1936  for 
consideration  of  an  amendment  to  the  resolution 
of  January  4,  1927 — re  Application  (decision  of 
the  superintendent  of  buildings)  granted  on  con¬ 
dition  under  sections  7c  and  21  of  the  building 
zone  resolution,  permitting  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  business  building,  also  a  gaso¬ 
line  service*  station. 

PREMISES  AFFECTED— 606-618  East  Fordham  road, 
southwest  corner  of  Hughes  avenue  (Block  No. 
3078,  Lot  Nos.  16  and  17),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss  and  Dudley  F. 
Sicher. 

For  Opposition:  Vincent  N.  Trimarco,  Frank 
Ribango  and  P.  Grosso. 

ACTION  OF  BOARD— Laid  over  to  February  11,  1936, 
at  2  p.m.,  for  report  of  committee  on  inspection. 
No  further  argument. 


604-3 1-BZ. 

APPLICANT — Glynn,  Smith  and  Narins,  for  Four  Nas¬ 
sau  Realty  Corp.,  owner. 


SUBJECT — Application  for  reopening  under  section  21  of 
the  building  zone  resolution  re  (decision  of  the 
commissioner  of  buildings) — amendment — re  Ap¬ 
plication,  previously  granted  under  section  7f  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED — Northwest  corner  of  Main 
street  and  Nassau  boulevard  (Block  No.  2104, 
Lot  No.  25),  Flushing,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  E.  Smith,  Jr. 

ACTION  OF  BOARD — Application  reopened  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


18-36-BZ. 

APPLICANT — Capitol  Theatre  Bus  Terminal,  Inc.,  for 
Messmore  Kendall,  owner. 

SUBJECT — Request  for  preferential  hearing — re  Applica¬ 
tion  (re  decision  of  the  commissioner  of  build¬ 
ings)  under  sections  7c  and  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  extension  of  an  existing  parking  space 
for  more  than  five  motor  vehicles  and  the  erec¬ 
tion  of  a  building  for  a  bus  terminal. 

PREMISES  AFFECTED— 236-250  West  51st  street,  south 
side,  100  ft.  east  of  8th  avenue  and  237-247  West 
50th  street  (Block  No.  1022,  Lot  Nos.  54  to  60 
inclusive,  5,  6,  8  and  9  and  part  of  Lot  10),  Bor¬ 
ough  of  Manhattan. 
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APPEARANCES— 

For  Applicant:  H.  J.  Williams. 

ACTION  OF  BOARD — Preferential  hearing  granted; 
calendar  call  waived  and  application  set  for  hear¬ 
ing  February  25,  1936,  at  10  a.m.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  February  10,  1936. 
THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


127-35-BZ. 

APPLICANT — Casper  P.  Colla  and  Philip  F.  Jacobs,  for 
Joseph  Angelone,  owner. 

SUBJECT — Application  for  consideration  as  to  waiving 
calendar  call,  etc. — re  Application  (decision  of  the 
commissioner  of  buildings,  reopened  January  7, 
1936,  under  section  7h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  district  the  park¬ 
ing  and  storage  of  more  than  five  motor  vehicles 
(previously  denied  for  a  junk  shop). 

PREMISES  AFFECTED — 115-117  Truxton  street,  north 
side,  220  ft.  east  of  Sackman  street  (Block  No. 
1544,  Lot  No.  45),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Casper  P.  Colla. 

ACTION  OF  BOARD — Preferential  hearing  granted; 

calendar  call  waived  and  application  set  for  hear¬ 
ing  February  25,  1936,  at  10  a.m.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
regular  mail  not  later  than  February  10,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR- 
ING — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . 0 

Absent  .  0 


185-33-BZ. 

APPLICANT — William  Richter^  for  Sadie  Teitelbaum, 
owner. 

SUBJECT — Application  reopened  January  7,  1936,  for 
consideration  as  to  extension  of  permit — re  Appli¬ 
cation  (decision  of  the  commissioner  of  build¬ 
ings)  granted  under  section  21  of  the  building 
zone  resolution,  permitting  partly  in  a  business 
district  and  partly  in  a  residence  district  the 
maintenance  of  an  automobile  wrecking  and  junk 
storage  yard  for  a  temporary  period. 

PREMISES  AFFECTED— 2284-2296  West  8th  street  and 
129-143  Avenue  W,  northwest  corner  (Block  No. 
7142,  Lot  Nos.  48  and  53),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  William  Richter. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(185-33-BZ) 

Whereas,  William  Richter,  for  Sadie  Teitelbaum,  owner, 
filed  May  15,  1933,  an  application  under  the  building  zone 
application  to  permit  in  a  business  district  and  partly  in  a 
residence  district,  an  automobile  wrecking  and  junk  storage 


yard;  premises:  2284-2296  West  8th  street  and  129-143 
Avenue  W,  northwest  corner  (Block  No.  7142,  Lot  Nos. 
48  and  53),  Borough  of  Brooklyn;  and 

Whereas,  this  application  was  granted  by  the  board 
January  16,  1934,  for  a  temporary  period  of  two  years 
under  section  21  of  the  building  zone  resolution;  and 

Whereas,  the  applicant  requested  an  extension  of  the 
two  year  period;  and 

Whereas,  the  application  was  reopened  by  vote  of  the 
board  January  7,  1936 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  February  4,  1936,  after  due  notice  by  publication  in 
the  Bullletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  8th  street  is  in  a  busi¬ 
ness  and  residence  district,  Avenue  W  is  in  a  business 
district  and  West  9th  street  is  in  a  residence,  business  and 
unrestricted  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  14,  1933,  superseding  decision  rendered 
May  13,  1933,  re  Applic.  No.  4179-1933,  reads: 

“Proposed  wrecking  of  automobiles  and  junk  stor¬ 
age  partly  in  a  business  use  and  partly  in  a  residential 
district  are  contrary  to  Art.  II,  Sect.  3  and  Sect.  4a 
of  Zone  Resolution”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  120  ft.  on  West  8th  street  and  140 
ft.  on  Avenue  W — a  small  area — at  the  northwest  portion 
of  the  plot — is  in  the  residence  district  and  the  remainder 
is  in  the  business  district.  Proposes  to  use  the  site  for 
wrecking  of  automobiles  and  junk  yard.  There  is  located 
on  the  rear  of  the  plot  a  frame  shed  and  on  a  part  of  the 
front  portion  a  one-story  galvanized  iron  structure  20  ft. 
by  24  ft.  and  a  grease  pit;  and 

Whereas,  the  board  deemed  that  applicant  was  entitled 
to  relief  under  section  21  for  a  temporary  period;  and 

Whereas,  the  resolution  of  the  board,  adopted  January 
16,  1934,  reads : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted, 
permitting  the  plot  under  appeal  to  be  used  for  the 
wrecking  of  automobiles  and  the  storage  of  second¬ 
hand  automobile  parts  and  second-hand  plumbing  sup¬ 
plies  for  a  period  of  two  years,  from  the  date  of  this 
action,  on  condition  that  the  entire  plot  shall  be  en¬ 
closed  in  a  board  fence  on  all  sides  and  that  no  addi¬ 
tional  building  shall  be  erected  on  the  property  other 
than  the  frame  shed  and  the  one-story,  galvanized 
iron  structure,  now  in  existence  as  indicated  on  plans 
filed  with  this  appeal” ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  request  for  an  extension  of  the  temporary 
period. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
January  16,  1934,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  the  term  for  which  this  temporary 
variation  is  granted,  so  that  as  amended  that  portion  of 
the  resolution  will  read : 

“for  a  period  of  two  years  from  the  date  of  this 
amended  action,  on  condition  that  other  than  as 
amended  herein,  the  resolution  adopted  by  the  board 
on  January  16,  1934,  shall  be  complied  with  in  all 
respects.” 


294-27-BZ. 

APPLICANT — Larry  Meltzer,  for  Kurland  Service  Sta¬ 
tions,  Inc.,  lessee  (long  term  lease). 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  reopened  December  20,  1935,  for 
consideration  of  an  amendment  to  resolution — re 
Application,  granted  under  section  21  of  the  build- 
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ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 951-959  Lenox  road,  north 
side,  from  East  57th  street  to  Remsen  avenue 
(Block  No.  4644,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Larry  Meltzer. 

For  Opposition  :  Morris  Chodosh. 

ACTION  OF  BOARD — Application  to  amend  resolution 
denied. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 

THE  RESOLUTION— 

(294-27-BZ) 

Whereas,  this  application  affecting  premises  951-959 

Lenox  road,  north  side,  from  East  57th  street  to  Remsen 
avenue  (Block  No.  4644,  Lot  No.  1),  Borough  of  Brook¬ 
lyn,  was  granted  by  the  board  October  28,  1927,  on  certain 
conditions,  plans  approved  November  22,  1927  and  July 
24,  1928,  resolution  amended  March  13,  1934,  October  9, 
1934  and  March  26,  1935 ;  and 
Whereas,  the  present  long  term  lessee,  through  his 

agent,  Larry  Meltzer,  requested  a  reopening  of  the  appli¬ 
cation  for  further  amendment;  and 

Whereas,  this  application  to  extend  the  present  greas¬ 
ing  facilities  consisting  of  two  open  greasing  pits  by 

altering  the  accessory  building  tcx  permit  the  installation 
of  a  hydraulic  greasing  lift  was  reopened  by  vote  of  the 
board  December  20,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting,  February  4,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  board  deemed  that  any  increase  in  greas¬ 
ing  facilities  should  include  the  housing  in  of  the  present 
open  equipment  to  eliminate  the  unsightly  conditions  and 
for  this  reason  the  applicant  did  not  substantiate  the  basis 
of  his  application  for  amendment  of  the  resolution  on 
which  the  case  was  reopened. 

Resolved,  that  the  application  for  amendment  of  the 
resolution  be  and  it  hereby  is  denied. 


140-34-BZ. 

APPLICANT — M.  W.  Del  Gaudio,  for  Carolernesto 
Realty  Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
alteration  and  conversion  of  an  existing  building 
to  an  automobile  repair  shop. 

PREMISES  AFFECTED— 3114  Jerome  avenue,  southeast 
corner  of  East  204th  street  (Block  No.  3321,  Lot 
No.  36),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  T.  Mazza. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended  to  complete  work. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Kidney  .  4 


Negative  .  « 

Absent  .  0 

THE  RESOLUTION— 

(140-34-BZ) 

Whereas,  this  application  affecting  premises  3114  Jerome 
avenue,  southeast  corner  of  East  204th  street  (Block  No. 
3321,  Lot  No.  30),  Borough  of  The  Bronx,  was  granted 
by  the  board  February  19,  1935,  on  certain  conditions,  and 
applicant  requested  an  extension  of  time. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  February  19,  1935,  in  view 
of  the  statement  by  applicant  that  plans  have  been  filed 
and  approved,  to  extend  the  time  within  which  to  complete 
the  work  to  within  one  year  from  the  date  of  this  amended 
resolution;  that  other  than  as  amended  herein,  the  reso¬ 
lution  adopted  by  the  board  on  February  19,  1935,  shall  be 
complied  with  in  all  respects. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

13-36-A. 

APPLICANT— Francis  Seaman,  for  New  York  Railways 
Corporation,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1552-1560  Lexington  avenue, 
northwest  corner  of  East  99th  street  and  1301— 
1309  Park  avenue  (Block  No.  1627,  South  part  of 
Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES—  ,  „  „  , 

For  Applicant:  John  T.  Cahill,  Edmund  C.  Col¬ 
lins  and  Francis  Seaman. 

For  Administration:  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  February  18,  1936, 
at  2  p.m.,  to  file  plan  for  consideration  of  board. 


298-35-A. 

APPELLANT— Haven  Fuel  Oil  Company,  for  Edward 
DeHaven,  owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD — Appeal  placed  on  Reserve  Calen¬ 
dar. 

304-35-A. 

APPELLANT — Lithuanian  Coal  Co.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD — Appeal  placed  on  Reserve  Calen¬ 
dar. 


5-36- A. 

APPLICANT — J.  H.  McDowell,  for  Allied  Industrial  Al¬ 
cohol  Corp.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 7-23  Van  Brunt  street  and  37- 
59  Irving  street,  northeast  corner  (Block  No.  314, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  J.  H.  McDowell. 

ACTION  OF  BOARD — Application  withdrawn. 
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THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


299-31-A. 

APPELLANT — Samuel  L.  Benjamin,  for  Brownsville 
Motor  Sales  Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  superintendent 
of  buildings. 

PREMISES  AFFECTED — 2495-2505  Atlantic  avenue, 
northeast  corner  of  East  New  York  avenue 
(Block  No.  3665,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Appellant:  None.  • 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of 
prosecution. 

1THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(299-31-A) 

Whereas,  Samuel  L.  Benjamin,  for  Brownsville  Motor 
Sales  Co.,  Inc.,  lessee,  filed  June  12,  1931,  an  appeal  from 
a  decision  of  the  superintendent  of  buildings,  affecting 
premises  2495-2505  Atlantic  avenue,  northeast  corner  of 
East  New  York  avenue  (Block  No.  3665,  Lot  Nos.  1  and 
4),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  dated  May  23,  1931  (App.  No.  6365-31),  reads: 

“Pursuant  to  an  opinion  from  the  Corporation 
Counsel,  proposition  for  the  display  and  sale  of  more 
than  five  cars  on  this  plot,  which  is  in  a  business  dis¬ 
trict,  same  is  in  violation  of  the  Zone  Resolutions. 

“Therefore  this  application  is  denied.” 

.and 

Whereas,  the  premises  consist  of  a  plot  of  ground,  120 
ft.  by  130  ft.  by  60  ft.,  facing  on  two  streets,  occupied  for 
the  display  and  sale  of  used  automobiles,  proposed  num¬ 
ber  of  cars  to  be  25,  at  present  occupied  by  5  cars,  located 
in  the  business  district;  and 

Whereas,  the  appellant  contends  that  a  permit  was  re¬ 
ceived  from  the  Bureau  of  Buildings  in  April,  1931,  by  the 
Brownsville  Motor  Sales  Co.  for  the  use  of  the  lot  for 
the  display  and  sale  of  automobiles  and  that  a  certificate 
of  occupancy  was  issued  May  7,  1931,  permitting  the  cor¬ 
poration  to  usei  the  lot  for  the  display  and  sale  of  not 
more  than  five  cars;  that  the  corporation  improved  the 
lot,  constructing  signs  and  installing  electric  lights  and 
that  application  was.  then  made  for  the  sale  of  25  auto¬ 
mobiles,  which  was  denied;  and 
.  Whereas,  appellant  contends  there  is  nothing  in  the 
building  zone  resolution  which  prohibits  the  use  of  vacant 
land  in  a  business  district  for  the  display  and  sale  of  five 
automobiles;  that  Subdivision  15  especially  excepts  from 
its  prohibitions  a  salesroom  where  automotive  vehicles  are 

fkept  for  sale  or  display  purposes  only;  that  this  is  the  use 
to  which  the  owner  wishes  to  put  the  lot  in  question;  and 
Whereas,  this  matter  was  placed  on  the  Reserve  Calen¬ 
dar  pending  an  amendment  to  the  building  zone  resolution 
covering  parking  spaces;  and 

_  Whereas,  an  amendment  to  said  building  zone  resolu¬ 
tion  has  been  made  to  cover  such  parking  spaces;  and 
Whereas,  this  case  was  restored  to  the  active  calendar 
and  appellant  notified  of  date  of  hearing;  and 
Whereas,  no  one  appeared  when  this  case  was  called. 
Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecutiorf. 


VARIATIONS  OF  LABOR  LAW 

7-36-S. 

APPLICANT — Ferdinand  Savignano,  for  Rose  Simon- 
elli,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 

PREMISES  AFFECTED— 660-662  East  187th  street, 
southwest  side,  50  ft.  west  of  Cambreling  avenue 
(Block  No.  3074,  Lot  No.  47),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Arnold  W.  Lederer. 

For  Administration:  Edward  Messer  of  Health 
Department. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(7-36-S) 

Whereas,  Ferdinand  Savignano,  for  Rose  Simonelli, 
owner,  filed  January  14,  1936,  an  application  for  a  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in 
decisions  of  the  health  commissioner,  affecting  premises 
660-662  East  187th  street,  southwest  side,  50  ft.  west  of 
Cambreling  avenue  (Block  3074,  Lot  47),  Borough  of  The 
Bronx ;  and 

Whereas,  the  decisions  of  the  health  commissioner, 
dated  December  10,  1935,  read: 

“At  a  meeting  of  the  Board  of  Health  of  the  De¬ 
partment  of  Health,  held  December  10,  1935,  the  fol¬ 
lowing  resolution  was  adopted : 

“Resolved,  That  the  plans  and  specifications  for  a 
cellar  bakery  to  be  located  at  662  East  187th  street, 
Borough  of  Bronx,  submitted  by  Rose  Simonelli,  be 
and  the  same  are  hereby  disapproved.” 

January  10,  1936 — 

“TO  WHOM  IT  MAY  CONCERN: 

“This  is  to  certify  that  the  application  of  Rose 
Simonelli  for  approval  of  plans  and  specifications 
(alterations)  for  a  cellar  bakery  at  662  East  187th 
street,  Borough  of  The  Bronx,  was  denied  by  the 
Board  of  Health  on  December  10,  1935,  for  the  reason 
that  the  bakery  is  not  10  ft.  in  height  and  ceiling  is 
not  one  foot  above  curb  level,  contrary  to  Section  338 
of  Article  12  of  the  Labor  Law." 

and 

Whereas,  the  building,  erected  in  1905,  is  non-fireproof, 
5  stories  in  height,  50  ft.  by  87  ft.  10  in.  in  area,  occupied 
cellar,  bakery  and  one  family,  two  persons;  1st  floor, 
stores  and  4  families ;  2nd  to  5th  floors  inclusive,  6  fami¬ 
lies;  existing  cellar  bakery,  which  is  9  ft.  from  floor  to 
ceiling  and  located  in  the  front  part  of  the  building,  en¬ 
tirely  below  grade,  was  exempt  from  the  provisions  of 
section  338  of  the  labor  law  by  certificate  of  exemption 
No.  3036,  issued  by  the  Board  of  Health  on  June  11,  1918. 
The  present  alteration  application  was  denied  by  the  Board 
of  Health  on  December  10,  1935,  for  the  reason  that  the 
exemption  certificate  does  not  cover  an  extension  to  the 
bakery  and  the  alteration  does  not  comply  with  section  338 
of  the  labor  law.  It  is  proposed  to  extend  the  present 
bakery  according  to  plans  approved  by  the  Building  De¬ 
partment  under  Alteration  Application  No.  142-1935,  by 
relocating  the  oven  on  the  southwesterly  wall  of  the  east¬ 
erly  court  and  increasing  the  space  in  front  of  the  oven 
by  6  ft.  6  in.  which  would  in  turn  increase  the  light  area; 
and 

Whereas,  the  bakery  is  to  be  ventilated  by  a  skylight 
5  ft.  6  in.  by  9  ft.  6  in.  in  area,  with  movable  sash ;  and 

Whereas,  applicant  contends  that  the  present  cellar 
bakery  cannot  be  rented  because  the  shovel  range  is  re¬ 
stricted  and  the  oven  poorly  constructed. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  labor 
law,  and  that  the  application  be  and  it  hereby  is  granted,, 
modifying  the  decision  of  the  Health  Department,  to  permit 
the  extension  of  the  space  occupied  by  the  bakery  for  a  dis¬ 
tance  of  approximately  7  ft.  southerly,  so  as  to  accommo¬ 
date  and  to  permit  construction  of  the  new  oven,  as  indicated 
on  plans  filed  with  this  application,  on  condition  that  other 
than  this  increase  and  new  ovena  the  conditions  in  the 
bakery  shall  not  be  varied  from  those  existing  and  as 
permitted  under  certificate  of  exemption  No.  3036,  issued 
by  the  Board  of  Health  on  June  11,  1918,  under  authority 
of  section  338  of  the  labor  law ;  that  the  skylight  indicated 
to  be  installed  shall  be  of  metal  frame  and  sash,  glazed 
with  wire  plate  glass  and  with  no  ventilating  or  other 
openable  sections  therein;  that  if  it  is  desired  to  obtain 
ventilation  there  may  be  a  metal  ventilating  stack  con¬ 
structed  on  the  exterior  rear  wall  of  the  building  within 
the  interior  court,  which  stack  shall  be  carried  above  the 
height  of  the  extension  roof,  with  no  part  of  this  stack 
within  3  ft.  of  any  window. 


81-27-S. 

APPLICANT— Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Inter-Regional  Properties,  Inc.,  owner. 
SUBJECT— Application  for  reopening— Amendment— re 
variation  of  the  labor  law  as  cited  in  a  decision 
of  the  superintendent  of  buildings. 

PREMISES  AFFECTED — 48-56  West  48th  street  (Block 
No.  1263,  Lot  No.  61),  Borough  of  Manhattan. 

APPEARANCES—  J  ^  ,  _ 

For  Applicant:  Herman  E.  Horwood,  Frank  C. 
Morris  and  Joshua  Morrison. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION— 

(81-27-S) 

Whereas,  this  application  affecting  premises  48-56  West 
48th  street  (Block  No.  1263,  Lot  No.  61),  Borough  of 
Manhattan,  was  granted  by  the  board  November  7,  1928, 
on  certain  conditions  for  a  temporary  period,  time  ex¬ 
tended  September  12,  1933,  for  a  further  period  of  three 
years,  and  present  owner,  through  its  agent,  the  Ansonia 
Fire  Prevention  Engineering  Co.,  Inc.,  requested  a  further 
extension  of  time  limit  imposed. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  labor 
law  and  reaffirm  its  action  of  November  7,  1928,  and  that 
the  petition  be  and  it  hereby  is  granted  for  a  period  of  five 
years  from  the  date  of  this  amended  resolution,  on  condi¬ 
tion  that  any  manufacturing  work  on  the  several  floors  of 
this  building  shall  be  restricted  exclusively  to  the  craft- 
manship  of  the  jewelry  trade,  such  as  setting  and  resetting 
of  jewels  and  adjustment  of  watch  works  to  watch  cases, 
etc. ;  that  the  space  occupied  for  manufacturing  purposes 
shall  not  exceed  5  per  cent  of  the  total  floor  area  of  the 
building;  that  the  total  number  of  people  engaged  in  the 
building  (at  factory  work)  shall  not  exceed  50;  that  there 
shall  be  not  over  5  so  engaged  in  manufacturing  on  any 
one  floor;  that  the  floors  shall  be  posted  for  a  carrying 
load  per  superficial  foot  of  sixty  (60)  pounds ;  that  this 
variation  be  granted  only  so  long  as  the  requirements  of 


the  certificate  of  occupancy  as  issued  by  the  superintend¬ 
ent  of  buildings  at  the  time  of  the  completion  of  the  build¬ 
ing  shall  be  maintained  in  all  respects  other  than  as 
modified  herein ;  that  all  fire-fighting  equipment  shall  be 
maintained  in  good  working  order  and  in  accordance  with 
the  rules  adopted  by  the  Board  of  Standards  and  Appeals ; 
and  that  in  all  areas  where  there  is  manufacturing  carried 
on  there  shall  be  no  combustible  partitions. 


97-34-S. 

APPLICANT— Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Inter-Regional  Properties,  Inc.,  owner. 
SUBJECT— Application  for  reopening— Amendment— re 
variation  of  the  labor  law  as  sited  in  orders  and 
a  decision  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED— 48-56  West  48th  street  (Block 
No.  1263,  Lot  No.  61),  Borough  of  Manhattan. 

APPEARANCES—  tt  .  _  ,  _ 

For  Applicant:  Herman  E.  Horwood,  rrank  C. 
Morris  and  Joshua  Morrison. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(97-34-S) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Inter-Regional  Properties,  Inc.,  owner,  filed  April 
4,  1934,  an  application  for  a  variation  from  the  require¬ 
ments  of  the  labor  law  as  cited  in  orders  and  a  decision  of 
the  commissioner  of  buildings,  affecting  premises  48-56 
West  48th  street  (Block  No.  1263,  Lot  No.  61),  Borough 
of  Manhattan ;  and 

Whereas,  the  orders  of  the  commissioner  of  buildings, 
dated  June  5,  1933,  reads: 

“Order  No.  4730-LF — 

“Inspection  shows  the  following  to  be  necessary  to 
make  the  above  premises  to  comply  with  the  require¬ 
ments  of  the  labor  law. 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals  and  the  enclosed  approved 
layout” ; 

and 

“Order  No.  4731-LF— 

“Inspection  shows  the  following  to  be  necessary  to 
make  the  above  premises  to  comply  with  the  require¬ 
ments  of  the  labor  law. 

“1.  Institute  a  fire  drill.  Section  279  of  the  labor 
law” ; 


Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  March  15,  1934,  reads: 

“In  reference  to  your  request  to  rescind  the  follow¬ 
ing  Orders  pending  against  the  above  premises  and 
requiring  the  following: 

“Order  4731-LF — Item  I. 

“Institute  a  fire  drill. 

“Order  4730-LF— Item  1. 

“Install  an  adequate  interior  electric  fire  alarm  sys¬ 
tem  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals  and  the  enclosed  approved 
layout. 

“As  the  premises  is  a  non-sprinkled  tenant  factory 
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building  with  more  than  10  per  cent  and  more  than 
twenty-five  persons  in  the  building  and  above  the 
ground  floor  employed  at  factory  work,  your  request 
must  be  denied”; 

and 

Whereas,  the  building,  erected  in  1925,  is  fireproof,  16 
stories  (173  ft.)  in  height,  95  ft.  by  100  ft.  5  in.  in  area 
at  1st  story  and  95  ft.  by  90  ft.  in  area  above;  OCCU¬ 
PIED  :  as  a  tenant  factory ;  cellar  storage ;  39  persons ; 
1st  story,  stores,  75  persons;  upper  stories,  offices  and 
factory  work,  48  persons  per  story,  located  within  a  retail 
district;  EXITS:  a  fire  tower;  an  interior  fireproof  stair¬ 
way,  extending  from  the  1st  story  to  roof,  enclosed  in 
fireproof  partitions  with  fireproof  doors  at  openings;  and 

Whereas,  the  applicant  claims  the  board  granted  a  tem¬ 
porary  factory  occupancy  under  Cal.  No.  81-27-S,  termin¬ 
ating  at  the  expiration  of  each  lease,  but  not  later  than 
September  12,  1936 ;  on  condition  that  not  more  than  50 
persons  in  all,  nor  more  than  5  persons  on  any  floor  shall 
be  engaged  at  factory  work;  and  also,  not  more  than  5 
per  cent  of  the  total  floor  area  shall  be  used  for  manu¬ 
facturing  purposes ;  the  institution  of  fire  drills  where 
there  is  only  5  persons  per  story  doing  factory  work,  the 
certificate  of  occupancy  permitting  48  persons  per  story 
would  cause  43  persons  per  story  doing  non-factory  work 
to  leave  their  offices  unprotected ;  under  the  resolution 
of  prior  case,  the  factory  occupancy  is  being  reduced  and 
in  a  short  time  will  be  less  than  that  which  requires  the 
installation  of  a  fire  alarm  system  and  the  institution  of 
fire  drills ;  to  install  a  fire  alarm  system  would  incur  a 
large  expense,  and  under  the  existing  conditions  to  con¬ 
duct  fire  drills  would  be  very  difficult ;  furthermore,  the 
applicant  contends  the  building  is  operated  principally  for 
office  use,  the  factory  work  being  such  as  the  setting  of 
jewels  and  adjustment  of  watches;  that  Order  Nos. 
4730-LF  and  4731-LF  should  be  held  in  abeyance  until 
September  12,  1936 ;  and 

Whereas,  this  application  was  granted  by  the  board 
May  15,  1934,  on  certain  conditions,  and  applicant  re¬ 
quested  a  reopening  of  the  case  and  an  amendment  of 
the  resolutions ;  and 

Whereas,  this  building  in  the  opinion  of  the  board  does 
not  come  under  classification  of  factory  building  in  that 
only  a  minimum  amount  of  manufacturing  is  permitted 
for  a  temporary  period  only  under  resolution  adopted 
by  the  board  under  Cal.  No.  81-27-S. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  May  15,  1934,  so  that  as 
amended  it  will  read: 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  from  the  requirements 
of  the  labor  law  and  that  the  application  be  and  it 
hereby  is  modified,  as  to  Orders  of  commissioner  of 
buildings  Nos.  4730-LF  and  4731-LF,  for  a  period  of 
five  years  from  the  date  of  this  amended  resolution  on 
condition  that  the  requirements  of  the  resolution  of 
the  board  adopted  under  Cal.  No.  81-27-S  on  Septem¬ 
ber  12,  1933,  as  amended  on  February  4,  1936,  shall  be 
complied  with  in  all  respects. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

354-35-SA. 

APPLICANT — D.  M.  Foley,  agent  for  Century  Engineer¬ 
ing  Corp.,  owner. 

SUBJECT — Diesel  Oil  Burner,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  committee  of  the  board. 

THE  VOTE  TO  APPROV&- 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Kidney  . 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(354-35-SA) 

Whereas,  D.  M.  Foley,  agent  for  Century  Engineering 
Corporation,  owner,  filed  December  16,  1935,  an  applica¬ 
tion  with  the  Board  of  Standards  and  Appeals,  for  ap¬ 
proval  of  the  device  known  as  the  Diesel  Oil  Burner;  and 
Whereas,  the  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report;  and 
Whereas,  the  report  of  the  committee  of  the  board  was 
substantially  as  follows : 

A  committee  of  the  board,  consisting  of  Commis¬ 
sioner  Savage  and  Engineer  Huber,  visited  the  prem¬ 
ises  7101  19th  avenue,  Brooklyn,  and  inspected  and 
tested  the  Diesel  Oil  Burner  in  operation.  This  is  a 
mechanical  draft  oil  burner  of  the  pressure  atomizing 
type,  employing  high  tension  electric  ignition.  It  is 
suitable  for  installation  in  hot  water  or  steam  boiler 
and  warm  air  furnaces.  The  burner  operates  with 
fuel  oil  not  heavier  than  No.  3.  The  burner  is 
equipped  with  a  Sundstrand  pump,  and  Sirocco  fan. 
The  burner  is  equipped  with  safety  combustion  con¬ 
trol  for  either  intermittent  or  continuous  ignition, 
Minneapolis  Honeywell  No.  116  and  No.  117,  or  Penn 
No.  600  and  Aquastat  No.  B-6510.  The  controls  and 
mechanism  of  this  burner  were  tested  and  found  to 
function  as  designed.  During  the  period  of  test,  there 
were  no  flare  backs  due  to  faulty  ignition.  Examina¬ 
tion  of  the  combustion  chamber  showed  no  undue  car¬ 
bon  deposits  and  the  flame  of  the  burner  was  clear  and 
free  from  smoke. 

The  burner  has  been  approved  by  the  Underwriters 
Laboratories,  Lab.  File  No.  M.P.  409. 

It  is  recommended  that  the  burner  be  approved  for 
domestic  and  commercial  installation  when  installed 
in  accordance  with  the  Oil  Burner  Rules  of  the  Board 
of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Diesel  Oil  Burner, 
for  use  in  domestic  and  commercial  installations,  with 
fuel  oil  not  heavier  than  No.  3,  when  installed  in  accord¬ 
ance  with  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals  on  condition  that  this  oil  burning  device  shall 
bear  a  label  permanently  attached  thereto  reading  as  fol¬ 
lows  : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  354-35-SA. 


310-35-SA. 

APPLICANT — The  Viking  Manufacturing  Co.,  owner. 
SUBJECT — Viking  Pot  Type  Space  Heater,  Models  120, 
165  and  170,  approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  committee  of  the  board. 
THE  VOTE  Tp  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(310-35-SA) 

Whereas,  the  Viking  Manufacturing  Co.,  owner,  filed 
November  4,  1935,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals  for  approval  of  its  device  known  as  the 
Viking  Pot  Type  Space  Heater,  Models  120,  165  and  170; 
4  and 
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Whereas,  this  device  was  referred  to  a  committee  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  committee  of  the  board  was 
substantially  as  follows : 

These  models  are  single  burner  cabinet  space  heat¬ 
ers  with  single  5  gallon  supply  tanks.  The  burner  unit 
consists  of  a  cast  iron  base  upon  which  is  mounted  a 
perforated  steel  vaporizing  shell.  In  the  back  of  the 
space  heater  opposite  and  above  the  supply  tank  there 
is  built  into  the  space  heater  a  humidifier  for  contain¬ 
ing  water.  Between  the  space  heater  and  the  tank  a 
shield  has  been  provided  to  give  proper  air  circulation 
so  that  the  tank  is  not  excessively  heated. 

Models  170  and  165  are  equipped  with  Detroit  Lu¬ 
bricator  Constant  Level  valve,  Model  120  is  of  small 
size,  is  equipped  with  sump  and  vacuum  feed  princi¬ 
ple. 

In  recommending  these  models  for  approval  it  is 
suggested  that  certain  requirements  be  carried  out  in 
their  installation  and  incorporated  on  their  instruction 
cards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  devices  known  as  the  Viking  Pot  Type 
space  heater  Models  120,  165  and  170,  for  use  in  domestic 
and  commercial  installations,  when  installed  in  accordance 
with  the  provisions  of  the  Oil  Burner  Rules  of  the  Board 
of  Standards  and  Appeals  with  the  following  additional 
requirements : 

1.  Floor  beneath  oil  burning  device  shall  be  protected 
by  a  shield  of  at  least  ^4  inch  asbestos  or  other 
equivalent  material,  this  shield  to  extend  at  least 
12  inches  beyond  the  outline  of  the  stove  or  range 
in  which  the  device  is  installed. 

2.  This  oil  burning  device  shall  bear  a  label  perman¬ 
ently  attached  thereto  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  310-35-SA 

3.  This  oil  burning  device  shall  be  connected  to  a 
legal  chimney,  complying  with  the  requirements  of 
Section  403  of  Chapter  V  of  the  Code  of  Ordin¬ 
ances;  said  chimney  to  have  a  readily  accessible 
cleanout  door;  the  flue  connection  to  the  chimney 
shall  be  equipped  with  automatic  damper. 

4.  The  fuel  oil  used  in  this  oil  burning  device  shall  be 
range  oil  or  No.  1  fuel  oil. 


102-34-SA. 

APPLICANT — Louis  S.  Bloom,  for  Bock  Oil  Burner 
Corporation,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Bock  Oil  Burning  Water  Heater. 

APPEARANCES— 

For  Applicant :  Louis  S.  Bloom. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Kidney  .  4 


Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(102-34-SA) 

Whereas,  Louis  S.  Bloom,  for  Bock  Oil  Burner  Cor¬ 
poration,  owner,  filed  April  14,  1934,,  an  application  with 
the  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Bock  Oil  Burner  Water  Heater,  and 
under  date  of  January  31,  1936,  requested  an  amendment 
of  the  name  to  omit  the  words  Water  Heater  and  to  in¬ 
clude  Models  WH-3,  WH-5,  WH-6  and  WH-8;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  as 
amended,  was  substantially  as  follows: 

The  burner  consists  of  a  combustion  pot,  air  tube, 
American  blower,  driven  by  a  1/500  H.P.  Century 
motor ;  a  Detroit  lubricator  strainer. 

Controls— a  hydro-switch  type  No.  30,  manufactured 
by  the  Time-O-Stat  Manufacturing  Company  and  a 
Bock  constant  level  valve  and  a  Solenoid  high  and 
low  flame  unit. 

The  undersigned  examined  and  tested  the  constant 
level  valve  and  find  that  its  construction  and  work¬ 
manship  are  such  that  it  may  be  accepted  on  this 
burner.  The  constant  level  device  is  so  equipped  that 
by  means  of  floats,  when  any  excess  oil  is  sent  to  the 
burner,  or  to  the  device  itself,  it  operates  and  shuts 
off  the  flow  of  oil  to  the  burner.  The  burner  operates 
constantly  on  the  high  and  low  flame,  according  to 
the  setting  of  the  thermo-control. 

As  test  and  examination  showed  the  safety  devices 
to  function  properly,  no  puff  backs,  carbon  deposits 
or  fluctuations  of  flame,  and  as  the  burner  has  been 
approved  by  the  National  Board  of  Fire  Underwriters, 
we  recommend  the  approval  of  the  Bock  Oil  Burner 
for  domestic,  commercial  and  industrial  use  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals. 

and 

Whereas,  this  device  was  approved  by  the  Underwriters 
Laboratories,  Guide  No.  300-10-4,  File  No.  M.P.  672;  and 
Whereas,  this  application  was  reopened  by  vote  of  the 
board  February  4,  1936. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Bock  Oil  Burner, 
Models  WH-3,  WH-5,  WH-6  and  WH-8,  for  use  in  do¬ 
mestic,  commercial  and  industrial  installations  when  used 
with  oil  not  heavier  than  No.  3  and  when  installed  in 
accordance  with  above  report  and  the  Oil  Burner  Rules  of 
the  Board  of  Standards  and  Appeals. 


Adjourned,  4:45  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


There  is  now  on  display  in  one  of  the  rooms  in  this  the  Mayor’s  Committee  on  City  Planning.  If  interested, 
Board  a  set  of  seven  maps  of  the  City  of  New  York,  these  maps  may  be  seen  any  week  day  and  up  to  12  o’clock 
covering  the  real  property  inventory  report,  prepared  by  on  Saturdays. 
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♦CORRECTION  subdivision  A  in  that  the  premises  were  occupied  by  an 


The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  January  28,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  5,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(254-35-BZ) 

Whereas,  Scacchetti  and  Siegel  for  Winter,  Mead  & 
R.  Hawley  Truax  as  trustees  for  the  owner  filed  Sep¬ 
tember  11,  1935  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  use  district  the  altera¬ 
tion  of  existing  buildings  now  occupied  as  a  storage  garage 
for  more  than  five  motor  vehicles,  gasoline  service  station 
and  stores  so  as  to  provide  an  open  gasoline  service  station 
area;  premises  486-489  Central  Park  West  and  1-9  West 
109th  street,  300-318  Cathedral  parkway  (Block  No.  1845, 
Lot  No.  36),  Borough  of  Manhattan;  and 
Whereas,  an  application  under  this  calendar  number  was 
denied  by  the  board  at  its  meeting  December  3,  1935  after 
a  report  of  a  committee  recommending  denial  without 
prejudice  to  the  filing  of  another  application  on  a  revised 
proposal  omitting  the  Central  Park  West  frontage;  and 
Whereas,  the  applicant  requested  a  reopening  on  the 
basis  of  new  plans  and  new  conditions  as  to  the  proposed 
location  of  the  gasoline  service  station,  no  portion  of  the 
station  to  front  on  Central  Park  West ;  and 
Whereas,  the  application  was  reopened  to  consider  this 
revised  proposal  by  vote  of  the  board  December  20,  1935 ; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  109th  street  is  in  a 
business  district;  Central  Park  West  is  in  a  residence  and 
business  district  and  Manhattan  avenue  is  in  a  business 
and  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  12,  1935,  re  App.  No.  2051-1935  reads: 

“1.  Proposed  extension  of  prohibited  use  in  a  busi¬ 
ness  district  on  that  portion  of  the  plot  now  occupied 
by  stores  is  contrary  to  section  No.  6  of  building 
zone  resolution  and  section  4,  item  46  of  building 
zone  resolution.” 
and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  approximately  189  ft. 
10  in.  on  Cathedral  parkway  and  169  ft.  10  in.  on  West 
109th  street,  upon  which  is  located  a  one  story  structure 
occupied  as  a  storage  garage  for  more  than  five  motor 
vehicles,  gasoline  selling  station  and  stores.  It  is  pro¬ 
posed  to  remove  the  stores  on  the  northerly  portion  of 
the  plot  and  also  a  portion  of  the  garage  and  to  extend 
upon  resulting  area  the  gasoline  service  station  having  a 
frontage  of  189  ft.  10  in.  on  Cathedral  parkway;  and 
Whereas,  the  records  of  the  building  department  and 
fire  department  and  of  the  Board  of  Standards  and  Ap¬ 
peals  disclose  that  these  premises  have  been  occupied 
except  for  the  small  store  portion  by  non-conforming  uses 
in  a  business  use  district  since  prior  to  the  enactment  of 
the  building  zone  resolution  in  1916,  that  these  non- 
conforming  uses  were  a  storage  garage  for  more  than  five 
motor  vehicles,  a  gasoline  service  station  and  a  motor 
vehicle  repair  shop ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  7, 


*Correction — Words  “provide”  and  “area”  added  in  lines  7 
and  8  of  resolution  ;  word  “this”  changed  to  “an”  and  words 
“under  this  calendar  number”  added  in  line  11;  words 
“of  the  application”  omitted  in  line  16 ;  words  “this”  changed 
to  “the”  and  “on”  to  “to  consider”  in  line  21 ;  word 
“thereby”  changed  to  “thirty”  and  “foot”  to  “feet”  in  line 
81 ;  and  word  “open”  added  in  line  98 ;  the  word  “roof” 
inserted  in  line  117;  and  word  “garage”  changed  to  “build¬ 
ing”  in  line  127. 


industrial  establishment  and  the  proposed  use  is  an  ex¬ 
tension  of  an  existing  use  on  the  premises;  and 

Whereas,  this  property  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board ;  verbal  report  of  which 
inspection  was  made  by  the  chairman  on  behalf  of  the 
committee  and  which  report  recommended  that  the  applica¬ 
tion  be  granted  under  section  7- A  of  the  building  zone 
resolution,  subject  to  certain  conditions  which  in  the 
opinion  of  the  committee  will  be  a  material  improvement 
to  the  premises  and  surroundings. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  under 
section  7a  thereof  to  permit  the  extension  of  the  storage 
garage  and  gasoline  service  station  established  prior  to 
1916  so  as  to  include  the  area  now  occupied  for  business 
purposes  facing  Cathedral  parkway,  commencing  at  a 
point  thirty-one  feet  westerly  from  the  corner  of  Cathe¬ 
dral  parkway  and  Central  Park  West  and  adjoining  the 
existing  garage  and  gasoline  service  station  on  the  south 
and  west  as  indicated  on  plans  filed  with  this  appeal  and 
to  permit  removal  and  reconstruction  of  existing  buildings 
and  structures  so  as  to  provide  an  open  uncovered  area 
as  an  alcove  gasoline  service  station  and  passageways  into 
the  storage  garage  portion  on  condition  that  existing 
structures  or  parts  of  structures  shall  be  completely  re¬ 
moved  for  a  distance  of  approximately  35  feet  southerly 
from  the  building  line  of  Cathedral  parkway;  that  the 
rest  room  shown  at  the  easterly  line  shall  be  extended 
to  the  Cathedral  parkway  building  line  with  a  frontage 
thereon  of  at  least  10  feet;  that  the  gasoline  service  and 
passageway  area  shall  be  concreted ;  that  there  shall  be 
not  over  two  openings  for  automobiles  into  the  garage 
area  across  the  gasoline  service  area;  that  all  tanks  for 
gasoline  storage  shall  be  installed  within  the  open  gaso¬ 
line  station  area,  discontinuing  all  others  not  so  located ; 
that  curb  cuts  from  Cathedral  parkway  shall  not  exceed 
three  (3)  as  indicated;  that  no  curb  cut  shall  exceed  30 
feet  in  width;  that  all  gasoline  pumps  erected  shall  be  in¬ 
stalled  not  nearer  than  15  feet  to  any  portion  of  the  build¬ 
ing  line;  that  the  building  wall  facing  Cathedral  parkway 
shall  be  reconstructed  and  located  as  indicated  on  plans 
filed  with  this  appeal  and  shall  be  generally  of  the  design 
and  materials  as  indicated ;  that  as  a  further  condition 
of  this  variation,  the  stores  facing  Central  Park  West 
and  the  wall  of  the  garage  facing  on  West  109th  street 
shall  be  reconstructed  as  indicated  and  also  the  front  of 
the  building  adjoining  on  the  west  at  320-332  Cathedral 
parkway;  that  there  shall  be  no  openings  of  any  nature 
from  the  storage  garage  and  gasoline  service  station  to 
the  adjoining  buildings  on  premises  to  the  west  and  to 
the  east;  that  all  roof  signs  existing  on  the  premises 
under  appeal  and  the  adjoining  buildings  to  the  east  and  to 
the  west  shall  be  removed  and  no  new  roof  signs  erected ; 
that  the  sidewalks  on  West  109th  street,  Central  Park 
West  and  Cathedral  parkway  shall  be  reconstructed  in¬ 
cluding  the  area  between  the  sidewalk  and  the  present 
curb  on  the  circle;  that  parking  and  the  sale  of  gasoline 
at  320-332  Cathedral  parkway  (Lot  No.  18),  shall  be  dis¬ 
continued;  that  there  shall  be  no  opening  directly  from 
the  gasoline  service  station  area  to  the  easterly  portion 
of  the  building  used  legally  for  motor  vehicle  repairing; 
that  all  signs  on  the  premises  under  appeal  shall  be  lim¬ 
ited  to  the  illuminated  globes  of  the  pumps  excluding  all 
other  signs;  that  the  gasoline  pumps  shall  be  of  the  type 
with  masonry  pedestals  as  approved  by  the  park  depart¬ 
ment  for  use  on  parkways ;  that  no  portable  gasoline 
pumps  shall  be  used  on  or  from  the  premises;  that  com¬ 
plete  working  drawings  shall  be  submitted  to  the  board 
for  approval  before  same  are  filed  with  the  commissioner 
of  buildings,  subject  to  such  further  conditions  as  the 
board  may  consider  necessary  before  approval ;  that  such 
plans  shall  be  filed  within  two  months  and  after  approval 
of  plans,  all  work  shall  be  completed  within  one  year 
thereafter. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27,  1918; 

March  8,  1921;  October  21,  1921;  July  17, 

1923;  January  8,  1924;  May  5,  1931,  and 
November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 


Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 

cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 


17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  pounds 

3  inches .  5  1/5  9 y2  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches... . 14  27  pounds 

8  inches . 17  33 V2  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  weight  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra,  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2*4  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3 y2  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4 y2  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2 y2  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

iy2  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4J4  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches . 2  pounds  8  ounces 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights: 


Diameters  Weights 


1  y2  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 y2  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of 
5  feet  of 
2  feet  of. 
2  feet  of 


1  y2  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Weights  per 

Diameters  Linear  Foot 


iy  inch  (for  flush  pipes  only) .  2 y2  pounds 

1  y2  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4}4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick ;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed’  to  drain  into  pipes  of  given  diameter : 


Diameter 

of  Fall  Fall 

Pipe  54  Inch  per  Foot  54  Inch  per  Foot 


3  . 1,200  square  feet  1,500  square  feet 

4  . a _  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 

Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks . .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  154  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  154  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipe«. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon-pet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1J4  inch  branches  on  a  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1J4  inch  branches  on  a  2  inch  main  branch. 

2-2  ) 

|  inch  branches  on  a  2  inch  main  branch. 

5  1^3  )  inch  ^ranc^es  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal,  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  C 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks. . . . 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

iy2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1 54)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(^4)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1}4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1%  inches  in  diameter 
nor  larger  than  1 inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

{Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (}£)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  ( l/2 )  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  ,  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 

Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 

tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain.  \ 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1J4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  _  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  mam  house  drain  and  filling  the  pipes  to  the 
honest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches  all 
vertica1  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six.  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu- 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

.174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 

buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code.  6 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

.  178-  A11  gas  pipe  shall  be  of  the  best  quality  wrought 
't.01?!  °r  an<^  °f  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Diameters 

Weights  per 
Linear  Foot 

Y%  inch . 

J4  inch . 

Y\  inch . 

1  inch . 

lTA  inch . 

\y2  inch . 

2  inch . 

2J4  inch . 

3  inch . 

3J4  inch . 

4  inch . 

No  pipe  allowed  of  less  than  Y&  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 


180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  )4  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

5* 

inch . 

.  26 

feet 

3 

inch . 

.  36 

feet 

6 

inch . 

.  60 

feet 

20 

1 

inch . 

.  80 

feet 

35 

154 

inch . 

.  110 

feet 

60 

V/2 

inch . 

.  150 

feet 

100 

2 

inch . 

.  200 

feet 

200 

2  Yt 

inch . 

.  300 

feet 

300 

3 

inch . 

.  450 

feet 

450 

3/2 

inch . 

.  500 

feet 

600 

4 

inch . 

.  600 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  Tbe  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  88,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
an!r,,.  ,galIons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 


For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 


For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
lties,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows: 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 


Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon- jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application: — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 


Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement  : 


l-V/i-Z  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-3S-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

3 17-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 
938-22-SA— Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2^4 -inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 

for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner.  k 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA — Progressive  Press  Machine  Oil  Burner. 
301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
58-35-SA— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 

522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA — Ryan  Marvel  Oil  Burner,  Model  M. 


123-35-SA— National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-S A— Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA — Easyway  Space  Heater,  Models  CRL19. 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2. 
CJ-21  and  C-2. 

175-35-SA— National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42.  51. 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA— Brigham  Oil  Burner. 

219-35-SA— United  Copper  Service  Pipe. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker.  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 
243-35-SA— Josam-Marsh  Hair  Interceptor  (Plumbing 
Trap). 

248- 35-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

253-35-SA— Preferred  Oil  Burner  (Manual  Operation). 
Model  D.  O. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA — Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
313-35-SA — Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA — Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

343-35-SA— Pacific  Oil  Burner. 

352-35-SA— Todd  Fuel  Oil  Fill  Pipe  Terminal. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name - - - - - 

Street . — . . . . - 

My  Subscription  is  to  begin  with  the  issue  for — — — —  - -  1936. 
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This  issue  of  the  Bulletin  contains,  in  the  order  given— 
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Rules  Directory. 

Certiorari  Order  Served  on  Board. 

Court  Decisions. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  February  11,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  331-35-BZ,  9-36-BZ, 
19-36-BZ,  14-36-BZ,  1053-27-BZ,  384-31-BZ,  592-24-BZ 
and  44-34-BZ. 

Minutes  of  Regular  Meeting,  February  11,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  267-35-BZ,  26-36- 
BZ,  771-26-BZ,  525-29-BZ,  365-35-A,  27-36-A,  344-34-A, 
51-35-SA  and  243-35-SA. 

Oil  Burner  Rules. 

Standpipe-Fireline  Rules. 

Approved  Fuel  Oil  Pumps. 

Fire  Retarding  Rules  for  Garages,  etc. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
file  objections,  if  anv, 
Monday,  February  17, 
case  is  set  for  hearing 

on  a  definite  day.  ^  u 

The  next  subsequent  lCafr  of ‘“the  Calendar  will  be  on 

Monday,  Fpbmctry  24,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman. 
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DOCKET 

Neiv  Cases  Filed  up  to  February  12,  1936 

Cal.  No.  Department  Premises  Affected. 

24-36- S A . D.B . Weco  Multi  Oil  Burner  (Low 

Pressure  Type), 

Appliance. 


Vi-R7  D  B  B  . 1484  Coney  Island  avenue,  west 

3  .  side,  440  ft.  north  of  Avenue 

L  (Block  6536,  part  of  Lot 
20),  Borough  of  Brooklyn, 
Applic.  12263-35. 


26-36-BZ  . .  .D.B.M . 145  West  51st  street,  north  side, 

125  ft.  east  of  7th  avenue 
(Block  1004,  Lot  6),  Borough 
of  Manhattan, 

Applic.  2990-35. 


27-36-A  .D.B.M . 145  West  51st  street,  north  side, 

125  ft.  east  of  7th  avenue 
(Block  1004,  Lot  6),  Borough 
of  Manhattan, 

Applic.  2990-35. 


28-36-BZ . D.B.Bx . 3112  Jerome  avenue,  east  side, 

20  ft.  south  of  East  204th 
street  (Block  3321,  Lot  35), 
Borough  of  The  Bronx, 

Viol.  36-32  and  Decision. 


CODE 

D.B . 

. Department  of  Buildings 

h.d 

. Health  Department 

D.B.B . 

,rt . Department  of  Buildings,  Brooklyn 

D.B.M. . 

. Department  of  Buildings,  Manhattan 

D.B.Q . 

D  •  B .  R»  *  •••••• 

. Department  of  Buildings,  Richmond 

D.B.Bx. . 

. Department  of  Buildings,  Bronx 

th.d . 

B.B . 

RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forma  . Aug. 

Concrete  Flat  Slabs,  Rules . Dec. 

Concrete  Rules  (Hydrated  Lime)... Feb. 

Elevator  rules  . May 

Exit  Rules  (Revolving  Doors) .....  Jan. 

Factory  Exit  Rules . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Oct. 

Fire  Retarding  Rules  for  Garages, 

etc . Feb. 

Fireproof  Wood,  Testing  of. ...... .Apr. 

Frame  Garages,  Ruling  for.. . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Feb. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. Jan. 

Plumbing  Rules  . Feb. 

Procedure,  Rules  of . Jan. 

Refrigerating  Systems,  Extract  C.O.Jan. 
Smoking  in  Factories,  Rules  for.... July 

Sprinkler  Rules  . .....Nov. 

Standpipe  Fireline  Rules . Feb. 

Structural  Alterations,  Reporting. . .June 

Tank  Trucks,  Gasoline,  etc . Jan. 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


2,  1932— Vol.  17,  No.  SI 

17,  1935— Vol.  20.  No.  51 
11,  1936— Vol.  21,  No.  6 
21,  1935— Vol  20.  No.  21 

I,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 

28,  1935— Vol.  20,  No.  22 

29,  1935— Vol.  20,  No.  44 

18,  1936— Vol.  21,  No.  7 

9,  1935— Vol.  20,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

18,  1936— Vol.  21,  No.  7 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  4 

II,  1936— Vol.  21,  No.  6 
28,  1936— Vol.  21,  No.  4 
28,  1936— Vol.  21,  No.  4 

9,  1935— Vol.  20,  No.  28 
26.  1935— Vol.  20,  No.  48 
18,  1936— Vol.  21,  No.  7 
7,  1932— Vol.  17.  No.  23 
7,  1936— Vol.  21,  No.  1 

10.  1923— Vol.  8,  No.  IS 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Jan. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Feb. 

Fuel  Oil  Fill  Pipe  Terminals . Jan. 

Fuel  Oil  Burners  for  Industrial  Use.Dec. 

Fuel  Oil  Pumps . Feb. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  . Dec. 


5,  1935— Vol.  20,  No.  10 

28,  1936— Vol.  21,  No.  4 

4,  1936— Vol.  21,  No.  5 
28,  1936— Vol.  21,  No.  4 
31.  1935— Vol.  20,  No.  53 

18,  1936— Vol.  21,  No.  7 

26,  1935— Vol.  20.  No.  48 
31,  1935— Vol.  20,  No.  S3 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  February  6,  1936,  Mr.  William  E.  Kennedy,  attorney,  served 
on  Board  petition  and  order  of  certiorari  for  Abraham  A.  Goldstein, 
owner,  in  re  decision  of  January  7,  1936,  denying  gasoline  station 
in  business  district,  under  section  21,  at  premises  southeast  corner  of 
Parsons  boulevard  and  84th  road,  Jamaica,  Borough  of  Queens. 
Cal.  No.  287-35-BZ. 


COURT  DECISIONS 

In  re  Mayberg  (Murdock) — On  October  15,  1935,  Board  granted 
gasoline  station  in  business  district,  under  section  21; 
Cal.  No.  176-35-BZ;  Premises  1236  Prospect  avenue, 
southeast  corner  of  Home  street,  Borough  of  The 
Bronx.  Mr.  Justice  Walsh  sustained  Board  (N.  Y.  L.  J., 
January  29,  1936.) 

*  *  * 

Matter  of  Rosen  (Murdock) — September  17,  1935,  Board  denied 
gasoline  service  station  and  motor  vehicle  repair  shop 
in  business  district,  under  section  21;  Cal.  No.  101-32- 
BZ;  Premises  2871  Bailey  avenue.  Borough  of  The 
Bronx.  Mr.  Justice  McCook  sustained  Board  (N.  Y. 
L.  J.,  February  6,  1936.) 

*  *  * 

Matter  of  Halpert  (Murdock  et  al.) — On  February  6,  1934,  Board 
denied  gasoline  station  in  business  district  under  section 
21;  Cal.  No.  312-33-BZ;  Premises  southeast  corner  Mer¬ 
rick  and  Linden  boulevards,  St.  Albans,  Borough  of 
Queens.  Mr.  Justice  Riegelmann  confirmed  Referee’s 
Report  reversing  Board  (N.  Y.  L.  J.,  February  7,  1936.) 
*  *  * 

Peo.  ex  rel.  Rock  Jay  Realty  Co.,  Inc.  v.  Murdock — April  3,  1934, 

Board  denied  gasoline  station  in  business  district  under 
section  21  (previously  denied  under  section  7-f) ;  Cal. 
No.  284-32-BZ;  Premises  west  side  Cross  Island  boule¬ 
vard,  south  side  35th  avenue,  and  north  side  Crocheron 
avenue,  Bayside,  Borough  of  Queens.  Mr.  Justice  Halli- 
nan  confirmed  Referee’s  Report  sustaining  Board  (N.  Y. 
L.  J.,  March  2,  1935.)  Appellate  Division  unanimously 
affirmed  order  of  Special  Term  sustaining  Board  (N.  Y. 
L.  J.,  February  8,  1936.) 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  17,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

225-35-BZ. 

APPLICANT — William  C.  Winters,  for  Emco  Estates, 
Inc.,  owner. 

PREMISES — 2777  (2779  displayed)  Fulton  street,  north 
side,  75  ft.  west  of  Van  Siclen  avenue  (Block  No. 
3932,  Lot  No.  52),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zond 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  garage  for  five  (5)  motor 
vehicles  to  a  carpet  cleaning  establishment. 

281-35-BZ. 

APPLICANT — Michael  Glick,  for  Nosmarba  Realties, 
Inc.,  owner. 

PREMISES — 2295  Grand  Concourse,  southwest  comer  of 
East  183rd  street  (Block  No.  3163,  Lot  No.  22), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 

resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  of  part  of  a  multiple  dwelling 
to  business  use  (stores). 
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300-35-BZ. 

APPLICANT — William  Richter,  for  Arthill  Realty 
Corporation,  owner. 

PREMISES — 2664-2694  Ocean  Parkway,  west  side,  15  ft. 
south  of  Nixon  Court  (Block  No.  7237,  Lot  Nos. 
63  and  65),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an 
existing  gasoline  service  station. 

6-36-BZ. 

APPLICANT — M.  J.  Cafiero,  for  Frank  Ernst,  owner. 

PREMISES — 5001-5011  Farragut  road  and  1429-1435  Utica 
avenue,  northeast  corner  (Block  No.  4785,  Lot  Nos. 
46  and  48),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  and 
also,  a  gasoline  service  station. 

31-33-BZ. 

APPLICANT — John  J.  M.  O’Shea,  for  Denis  P.  Healy, 
owner. 

PREMISES— 610-620  Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot  Nos.  40  and 
43),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  June  18,  1935). 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station — previously  granted  by 
the  board  for  a  temporary  period  of  two  (2)  years 
(temporary  permit  has  expired  and  station  has  not 
been  erected). 


FEBRUARY  18,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  February 
18,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  303-35-BZ — Application,  October  31,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Montour  Holding 
Corporation,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  28-10  Cross  Island 
boulevard  and  28-09  171st  street,  south¬ 
west  corner  (Block  No.  4932,  Lot  No. 
6),  Flushing,  Borough  of  Queens. 

cal.  no.  315-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Triboro  Homes, 
Inc.,  owner,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
90-02  Astoria  boulevard,  southeast  cor¬ 
ner  of  90th  street  (Block  No.  1364, 
Lot  No.  68),  East  Elmhurst,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  18,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

328-33-A — 4299  Boston  road,  west  side,  283.31  ft.  south  of 
City  Line  (Block  No.  5655,  Lot  No.  313), 
Borough  of  The  Bronx. 

363-35-A — 550  State  street,  south  side,  145  ft.  west  of  Flat- 
bush  avenue  (Block  No.  180,  Lot  No.  22), 
Borough  of  Brooklyn. 

12- 36-A — 279-283  Fourth  avenue  and  100  East  22nd  street, 

southeast  corner  (Block  No.  877,  Lot  No.  89)| 
Borough  of  Manhattan. 

13- 36-A — 1552-1560  Lexington  avenue,  northwest  corner  of 

East  99th  street  and  1301-1309  Park  avenue 
(Block  No.  1627,  south  part  of  Lot  No.  1), 
Borough  of  Manhattan. 

Appliances  Submitted  for  Approval. 

15-36-SA — Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l  and 
Riesner  Volatile  Oil  Ventilating  Brick  No.  G-l 
and  No.  G-2. 

21-36-SA — Herco  Oil  Burner,  Models  R-15  and  R-35. 
24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  18,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board: 

cal.  no.  311-35-BZ — Application,  November  4,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Earl  I.  Gallant,  applicant,  on 
behalf  of  Workers  Colony  Corpora¬ 
tion,  owner,  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business 
district  the  alteration  and  change  of 
occupancy  of  a  portion  of  an  existing 
multiple  dwelling  to  a  restaurant ; 
premises  2700  Bronx  Park  East,  north¬ 
east  corner  of  Allerton  avenue  (Block 
No.  4506,  Lot  No.  1),  Borough  of  The 
Bronx. 

cal.  no.  312-35-BZ — Application,  November  6,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frackman  and  Robins,  appli¬ 
cants,  on  behalf  of  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  to  permit  in  a 
residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a 
tavern,  restaurant  and  dwelling;  prem¬ 
ises  2231  Grand  Concourse  and  157 
East  182d  street,  northwest  corner 
(Block  No.  3163,  Lot  No. 40),  Borough 
of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  24,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

242-35-BZ. 

APPLICANT — James  J.  Skehan  and  Anna  Skehan,  own¬ 
ers. 
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PREMISES— 1620  Castle  Hill  avenue,  southeast  corner  of 
Glover  street  (Block  No.  3989,  Lot  Nos.  10  and 
11),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


270-35-BZ. 

APPLICANT — Henry  Nordheim,  for  Herman  Stursberg 
Realty  Co.,  owner. 

PREMISES— 337-349  Brook  avenue  and  493-497  East  141st 
street,  northwest  corner  (Block  No.  2286,  Lot  No. 
65),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5)  motor  vehi¬ 
cles. 

338-35-BZ. 

APPLICANT— George  Alexander,  Jr.,  for  Avenue  D 
Building  Co.,  owner. 

PREMISES— 1599-1609  Flatbush  avenue,  southeast  corner 
of  Avenue  H  and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  an 
unrestricted  district  the  change  of  occupancy  of 
part  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 


353-35-BZ. 

APPLICANT — George  W.  Rappold,  for  Reinhold  A. 
Skelton,  owner. 

PREMISES — 86-08  Broadway,  west  side,  62  ft.  south  of 
51st  avenue  (Maurice  avenue)  ;  (Block  No.  1549, 
Lot  No.  12),  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 


FEBRUARY  25,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  February 
25,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  18-36-BZ — Application,  January  30,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal ;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 


cal.  no.  127-35-BZ— Application  of  Casper  P.  Colla  and 
Philip  F.  Jacobs,  applicants,  on  behalf 
of  Joseph  Angelone,  owner,  reopened 
January  7,  1936,  under  section  7h  of 
the  building  zone  resolution,  to  permit 
in  a  business  district  the  parking  and 
storage  of  more  than  five  (5)  motor 
vehicles  (previously  denied  for  a  junk 
shop)  ;  premises  115-117  Truxton 
street,  north  side,  220  ft.  east  of  Sack- 
man  street  (Block  No.  1544,  Lot  No. 
45),  Borough  of  Brooklyn. 

cal.  no.  259-35-BZ — Application,  September  25,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  Sebastiano  Scon- 
dura  and  Giovanna  Scondura,  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  107-23  As¬ 
toria  boulevard,  northwest  corner  of 
31st  drive  (Block  No.  1676,  Lot  No. 
33),  Corona,  Borough  of  Queens. 

cal.  no.  316-35-BZ — Application,  November  7,  1935,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Freeman  P.  Imperato,  appli¬ 
cant,  on  behalf  of  Elena  Lacqua, 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  alteration  and  change  of  occu¬ 
pancy  of  the  first  story  of  an  existing 
building  from  residence  use  to  business 
use  (stores)  ;  premises  180  Union 
street,  south  side,  85  ft.  west  of  Henry 
street  (Block  No.  343,  Lot  No.  21), 
Borough  of  Brooklyn. 


cal.  no.  362-35-BZ — Application,  December  28,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  &  Siegel,  ap¬ 
plicants,  on  behalf  of  Dominick  Salvato 
Co.,  Inc.,  owners,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  multiple  dwelling  with  busi¬ 
ness  use  (stores)  on  the  first  story; 
premises  2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  south¬ 
west  corner  (Block  No.  3161,  Lot  Nos. 
18  to  23  inclusive),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  25,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

365-35-A — 2220-2226  Broadway,  northeast  comer  of  West 
79th  street  (Block  No.  1227,  Lot  No.  13),  Bor¬ 
ough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  25,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board: 
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cal.  no.  246-35-BZ— Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Elinor  D.  Manson  and 
Nora  M.  Reich,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  siation  ;• 
premises  62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93), 
Woodside.  Borough  of  Queens. 

cal.  no.  267-35-BZ — Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros¬ 
kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  2,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

280-35-BZ. 

APPLICANT — Joseph  Reydel,  Jr.,  for  Borden’s  Farm 
Products  Co.,  Inc.,  and  Estate  of  Chester  S. 
Kingman  (Brooklyn  Trust  Co.,  Trustee),  owners. 

PREMISES— 11-21  Quincy  street,  north  side,  87  ft.  east  of 
Downing  street  and  32-38  Lexington  avenue 
(Block  No.  1969,  Lot  Nos.  66  and  33),  Borough  of 
Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  of  an  ex¬ 
tension  to  an  existing  milk  bottling  plant  with  the 
omission  of  the  required  rear  yard. 

326-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Isaac  Schachne, 
owner. 

PREMISES — 208  Boerum  street  and  296  Bushwick  ave¬ 
nue,  southwest  corner  (Block  No.  3081,  Lot  Nos. 
15  and  16),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

336-35-BZ. 

APPLICANT — Abraham  M.  Schwartz,  for  Sarah  Gordon, 
owner. 

PREMISES — 3312  Boston  road,  east  side,  208.15  ft.  north 
of  Gun  Hill  road  (Block  No.  4732,  Lot  No.  12), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 

351-35-BZ. 

APPLICANT — Jerrold  Kane,  for  Camager  Corporation, 
owner. 


PREMISES — 35-40  Junction  boulevard,  west  side,  100.8  ft. 
north  of  37th  avenue  (Block  No.  1469,  Lot  Nos. 
1  and  26),  Corona,  Borough  of  Queens. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5)  motor  vehi¬ 
cles. 

93-33-BZ. 

APPLICANT — John  J.  Beatty,  for  T.  H.  Fraser  Mortgage 
Corp.,  owner. 

PREMISES — 246-250  Atlantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot  Nos.  38,  39  and 
40),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution  (reopened  January  21,  1936), 

TO  PERMIT  partly  in  an  unrestricted  district  and  partly 
in  a  business  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 


MARCH  3,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
3,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 

on  the  following  matters  : 

cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant, 
on  behalf  of  Annie  Herzfeld  and 
Lillian  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 

cal.  no.  341-35-BZ — Application,  November  29,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Goodman,  applicant,  on 
behalf  of  Department  of  Water  Supply, 
Gas  and  Electricity,  City  of  New  York, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  and  repair  shop  and  also,  stor¬ 
age  yard ;  premises  northwest  corner  of 
Cornish  avenue  and  Poyer  street 
(Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 

cal.  no.  360-35-BZ — Application,  December  23,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie 
Spinelly,  owners,  to  permit  in  a  busi¬ 
ness  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station  and  also 
the  inclusion  of  a  brake  testing  room; 
premises  2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend 
Neck  road  (Block  No.  7371,  Lot  Nos. 
68  and  70),  Borough  of  Brooklyn. 

cal.  no.  9-36-BZ — Application,  January  20,  1936,  under 
sections  7b,  7c  and  21  of  the  building 
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zone  resolution,  of  Homack  Construe-  cal.  no. 
tion  Corporation,  applicant,  on  behalf 
of  Rubin  Fagen,  Benjamin  Nochomov, 

Oswald  Welcome,  Michael  Kennedy 
and  Anna  K.  Kennedy,  owners,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  motion  pic¬ 
ture  theatre  and  stores ;  premises  1617- 
1623  Avenue  M  and  1298  East  17th 
street,  northwest  corner  (Block  No. 

6736-C,  Lot  Nos.  48,  49  and  50),  Bor¬ 
ough  of  Brooklyn. 


19-36-BZ— Application,  January  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S.  J.  Reckford, 
et  al.,  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal ;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  FEBRUARY  11,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  February  4,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
February  4,  1936,  were  approved  as  printed  in  Bulletin  No. 
6,  Volume  XXL 


BUILDING  ZONE  CASES 

331-35-BZ. 

APPLICANT — Corbett  &  MacMurray,  for  Trustees  of 
Sailors  Snug  Harbor,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  multiple  dwelling 
with  stores  on  the  1st  story. 

PREMISES  AFFECTED— 9-17  5th  avenue  and  1-3  East 
8th  street,  northeast  corner  (Block  No.  566,  Lot 
Nos.  1,  2,  4,  5,  6  and  34),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  William  H.  MacMurray. 

For  Opposition :  James  A.  McCarthy,  Edward  G. 
Steinert,  Sidney  Freiberg  and  others. 

ACTION  OF  BOARD — Application  withdrawn  without 
prejudice. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  . .  0 


9-36-BZ. 

APPLICANT — Homack  Construction  Corporation,  for 
Rubin  Fagen,  Benjamin  Nochomov,  Oswald  Wel¬ 
come,  Michael  Kennedy  and  Anna  K.  Kennedy, 
owners. 

SUBJECT — Request  for  preferential  hearing — re  Appli¬ 
cation  (re  decision  of  the  commissioner  of  build¬ 
ings)  under  sections  7b,  7c  and  21  of  the  building 
zone  resolution,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  motion  picture  theatre 
and  stores. 

PREMISES  AFFECTED— 1617-1623  Avenue  M  and  1298 
East  17th  street,  northwest  corner  (Block  No. 
6736-C,  Lot  Nos.  48,  49  and  50),  Borough  of 
Brooklyn. 


APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Preferential  hearing  granted; 

calendar  call  waived  and  application  set  for  hear¬ 
ing  March  3,  1936,  at  10  a.m.  Applicant  to  notify 
property  owners  in  the  affected  area  by  registered 
mail  not  later  than  February  18,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 


19-36-BZ. 

APPLICANT— Empire  State  Lines,  Inc.,  for  S.  J'.  Reck¬ 
ford,  et  al.,  owners. 

SUBJECT— Request  for  preferential  hearing— re  Appli¬ 
cation  (re  decision  of  the  commissioner  of  build¬ 
ings)  under  sections  7h  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
storage  and  parking  of  more  than  five  (5)  motor 
vehicles  as  a  bus  terminal. 

PREMISES  AFFECTED— 555-557  West  167th  street  and 
1142-1144  St.  Nicholas  avenue,  northeast  corner 
(Block  No.  2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  Gilbert  Lazerus. 

ACTION  OF  BOARD— Preferential  hearing  granted; 

calendar  call  waived  and  application  set  for  hear¬ 
ing  March  3,  1936,  at  10  a.m.  Applicant  to  notify 
property  owners  in  the  affected  area  by  registered 
mail  not  later  than  February  18,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 4 

Negative  .  0 

Absent  .  0 


14-36-BZ. 

APPLICANT — Washburn  Wire  Company,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings  under  section  7c  of  the  building  zone 
resolution,  to  permit  partly  in  an  unrestricted  dis¬ 
trict  and  partly  in  a  residence  district  the  exten¬ 
sion  of  an  existing  factory  building. 

PREMISES  AFFECTED— 543-549  East  117th  street, 
northwest  corner  of  East  River  drive  and  528-550 
East  118th  street  (Block  No.  1716,  Lot  No.  19), 
Borough  of  Manhattan. 
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APPEARANCES— 

For  Applicant :  Raymond  J.  Walsh. 

For  Opposition  :  E.  Nicolai. 

ACTION  OF  BOARD — Granted  on  condition. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

( 14-36- BZ) 

Whereas,  Washburn  Wire  Company,  owner,  filed  Janu¬ 
ary  27,  1936,  an  application  under  the  building  zone  resolu¬ 
tion,  to  permit  partly  in  an  unrestricted  use  district  and 
partly  in  a  residence  use  district  the  extension  of  an  exist¬ 
ing  factory  building;  premises:  543-549  East  117th  street, 
northwest  corner  of  East  River  drive  and  528-550  East 
118th  street  (Block  No.  1716,  Lot  No.  19),  Borough  of 
Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  11,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  River  drive  is  in  a 
residence  district;  East  117th  street  is  in  a  residence  and 
unrestricted  district;  East  118th  street  is  in  a  residence  and 
unrestricted  district  and  Pleasant  avenue  is  in  an  unre¬ 
stricted  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  14,  1936,  re  Alt.  No.  3481-1935,  reads: 

“1.  No  factory  building  may  be  enlarged  or  extended 
in  a  residence  district  (Art.  2,  Section  6  of  the  Zone 
Resolution.” 

and 

Whereas,  the  premises  in  question  consist  of  a  plot  of 
ground  having  a  frontage  of  210  ft.  on  East  117th  street, 
201  ft.  10  in.  on  East  River  drive  and  270  ft.  on  East  118th 
street.  Plot  is  located  partly  in  an  unrestricted  and  partly 
in  a  residence  use  district  and  is  developed  with  one  and 
five  story  structures  forming  the  plant  of  the  Washburn 
Wire  Company.  Originally  the  structures  extended  east¬ 
erly  to  the  Harlem  River  but  part  of  the  plot  with  a 
portion  of  the  structures  was  taken  by  the  City  for  East 
River  drive  approach  to  the  Tri-Borough  Bridge.  It  is 
proposed  to  increase  the  height  of  a  portion  of  the  exist¬ 
ing  factory  building  from  one  to  five  (5)  stories;  the  por¬ 
tion  having  a  frontage  of  78  ft.  on  East  117th  street  and 
65  ft.  on  East  River  drive.  It  is  proposed  also  to  erect  a 
new  facade  on  the  buildings  abutting  the  East  River 
drive ;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  section  7-C  of  the  building  zone  resolution  to  grant  a 
variation  under  the  conditions  which  prevail  in  this  appli¬ 
cation. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-C  thereof  to  permit  the  alteration  of  the  existing  building 
and  to  continue  the  existing  use  thereof  within  the  residen¬ 
tial  area  substantially  as  indicated  on  plans  filed  with  this 
appeal  and  to  permit  the  extension  in  height  as  indicated, 
on  condition  that  the  general  conditions  and  the  bridges 
and  tunnels  indicated  on  plans  are  in  accordance  with  the 
authorization  of  the  Board  of  Estimate  and  Apportion¬ 
ment;  that  the  architectural  design  of  the  facade  shall  be 
generally  similar  as  to  facade  and  materials  used  in  the 
building  for  which  a  variance  was  granted  by  this  board 
on  the  adjoining  block  to  the  south  under  Cal.  No.  183-35- 
BZ ;  that  the  buildings  shall  not  be  increased  beyond  the 
height  indicated  and  that  the  use  shall  continue  only  so 
long  as  the  buildings  are  used  as  a  manufacturing  plant  of 
the  Washburn  Wire  Company,  Inc.,  or  its  successors. 


*  1053-27-BZ. 

APPLICANT — Sylvester  Kerrigan,  for  H-J  Rogers  Realty 
Corp.,  owner. 

SUBJECT — Request  for  reopening — amendment — re  Appli¬ 
cation  (decision  of  the  superintendent  of  build¬ 
ings)  under  sections  7a  and  21  of  the  building 
zone  resolution,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 665-687  Rogers  avenue  and 
208-222  Clarkson  avenue  (Block  No.  5066,  Lot  No. 
11),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Sylvester  Kerrigan. 

ACTION  OF  BOARD — Request  to  reopen  denied. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROSE¬ 


CUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  RECONSIDER  PREVIOUS  ACTION— 
Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Absent  .  0 


384-31 -BZ. 

APPLICANT — Sylvester  Kerrigan,  for  Crescent  Linden 
Super  Service  Station,  lessee  (long  term  lease). 

SUBJECT — Request  for  reopening — amendment — re  Appli¬ 
cation  (decision  of  the  commissioner  of  buildings) 
under  section  21  of  the  building  zone  resolution, 
permitting  in  a  residence  use  district  the  erection 
of  office,  grease  pit  and  car  washing  building  to  be 
used  as  accessory  to  an  existing  gasoline  service 
station. 

PREMISES  AFFECTED— 2596-2604  Linden  boulevard, 
southwest  corner  of  Crescent  street  (Block  No. 
4485,  Lot  Nos.  6  and  9),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Sylvester  Kerrigan. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROSE¬ 


CUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  RECONSIDER  PREVIOUS  ACTION— 
Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Kidney  .  4 
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Negative  .  0  ■ 

Absent  .  0 


THE  RESOLUTION— 

(384-31-BZ) 

Whereas,  this  application  affecting  premises  2596-2604 
Linden  boulevard,  southeast  corner  of  Crescent  street 
(Block  No.  4485,  Lot  Nos.  6  and  9),  Borough  of  Brooklyn, 
was  granted  by  the  board  December  27,  1933,  on  certain 
conditions,  and  the  owner  through  his  agent,  Sylvester 
Kerrigan,  requests  an  amendment  of  the  resolution ;  and 

Whereas,  the  request  was  dismissed  for  lack  of  prosecu¬ 
tion  but  applicant  appeared  and  requested  a  reopening  of 
the  case ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  December  27,  1933,  only  so 
far  as  it  refers  to  signs,  so  that  as  amended  that  portion 
of  the  resolution  will  read : 

“That  advertising  signs  shall  be  restricted  to  the 
illuminated  globes  of  the  gasoline  pumps  and  to  a 
permanent  flat  sign  attached  to  the  front  of  the  acces¬ 
sory  building,  excluding  all  signs  of  a  temporary  na¬ 
ture  and  prohibiting  signs  on  the  lot  line  walls  and 
accessory  building  facing  toward  adjoining  property; 
that  the  erection  of  one  iron  post  standard  shall  be 
permitted  within  the  building  line  near  the  intersection 
of  Linden  boulevard  and  Crescent  street;  this  stand¬ 
ard  to  carry  an  illuminted  sign  advertising  only  the 
brand  of  gasoline  on  sale,  on  condition  that  it  shall 
be  not  less  than  10  ft.  above  the  sidewalk  level  and 
shall  not  extend  beyond  the  building  line  for  a  distance 
of  more  than  8  ft. ;  that  other  than  as  amended  herein, 
the  resolution  of  the  board  of  December  27,  1933,  other 
than  as  to  the  completion  of  the  work,  shall  be  com¬ 
plied  with  in  all  respects.” 


592-24-BZ. 

APPLICANT — Mr.  Harry  L.  Alper,  for  Fannie  Blumberg, 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
alteration  and  change  of  occupancy  of  an  existing 
public  garage  for  more  than  five  (5)  motor  vehi¬ 
cles,  previously  granted  by  the  board,  so  as  to 
permit  the  inclusion  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 240-250  Empire  boulevard, 
southwest  corner  of  Rogers  avenue  (Block  No. 
1314,  Lot  No.  44),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Murray  Blumberg. 

ACTION  OF  BOARD — Application  reopened  and  time 


p-vtpn  H  pH 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION— 

(592-24-BZ) 


Whereas,  this  application  affecting  premises  240-250  Em¬ 
pire  boulevard,  southwest  corner  of  Rogers  avenue  (Block 
No.  1314,  Lot  No.  44),  Borough  of  Brooklyn,  was  granted 
by  the  board  July  1,  1924,  resolution  amended  February  10, 


1928,  November  27,  1934  and  January  22,  1935,  and  appli¬ 
cant  requests  an  extension  of  time  to  complete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  1,  1924,  as  amended  by 
resolution  adopted  on  January  22,  1935,  in  view  of  state¬ 
ment  by  the  owner’s  representative  that  plans  have  been 
filed  and  approved,  to  extend  the  time  within  which  all 
work  shall  be  completed  to  within  one  year  from  the  date 
of  this  amended  resolution;  that  other  than  as  amended 
herein,  the  resolution  adopted  by  the  board,  as  amended 
January  22,  1935,  shall  be  complied  with  in  all  respects. 


44-34-BZ. 

APPLICANT — Annuncio  Ambrosia,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 137-02  to  137-10  Linden  boule¬ 
vard  (114th  avenue),  southeast  corner  of  Van 
Wyck  street  (boulevard)  ;  (Block  No.  2785,  Lot 
Nos.  7,  8,  9,  10  and  11),  South  Ozone  Park,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant :  Annuncio  Ambrosia. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  .  4 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION— 

(44-34-BZ) 

Whereas,  this  application  affecting  premises  137-02  to 
137-10  Linden  boulevard  (114th  avenue),  southwest  corner 
of  Van  Wyck  street  (boulevard)  ;  Block  No.  2786,  Lot  Nos. 
7,  8,  9,  10  and  11),  South  Ozone  Park,  Borough  of  Queens, 
was  granted  by  the  board  November  6,  1935,  on  certain 
conditions,  and  owner  requested  an  amendment  of  the 
resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  November  6,  1935,  to  read 
as  follows  : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  under  instructions  of  the  court,  to 
permit  the  plot  under  appeal  to  be  occupied  as  a  gaso¬ 
line  service  station,  on  condition  that  the  station  shall 
be  constructed  substantially  in  accordance  with  the 
revised  plans  filed  marked  ‘Received  October  30,  1935’ ; 
that  there  shall  be  constructed  on  the  interior  lot  lines 
continuously  from  Van  Wyck  boulevard  to  Linden 
boulevard,  masonry  walls  constructed  of  brick  and 
suitably  coped,  not  less  than  6  ft.  in  height,  except  that 
these  walls  may  be  constructed  4  ft.  in  height  at  the 
street  building  line  and  graduated  at  the  rate  of  one 
foot  in  four  to  the  6-ft.  height;  that  the  accessory 
building  shall  be  located  toward  the  westerly  portion 
of  the  plot,  as  indicated ;  that  this  accessory  building 
shall  be  constructed  of  fireproof  materials  except  that 
the  roof  beams,  roof  boarding,  window  frames  and 
sash,  door  frames  and  doors  may  be  of  wood,  provided 
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the  ceilings  throughout  are  fire-retarded  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Appeals 
and  that  the  roof  surfacing  is  of  non-inflammable 
material ;  that  the  areas  indicated  to  be  planted  shall  be 
so  maintained  at  all  times;  that  there  shall  be  surround¬ 
ing  these  areas,  concrete  curbs  constructed  not  less 
than  5  in.  in  height  and  not  less  than  12  in.  in  width; 
that  there  shall  not  be  more  than  two  openings  to 
Linden  boulevard  and  two  openings  to  Van  Wyck 
boulevard,  no  opening  to  exceed  24  ft.  in  width  and 
with  curb  cuts  opposite  not  exceeding  28  ft.  in  width; 
that  no  part  of  any  opening  shall  be  nearer  than  19  ft. 
to  the  corner  formed  by  Van  Wyck  and  Linden  boule¬ 
vards  and  that  there  shall  be  a  curbed  area  with  plant¬ 
ing  between  the  building  line  openings  on  Van  Wyck 
boulevard  of  not  less  than  28  ft.  and  a  smaller  curbed 
area  between  the  openings  on  Linden  boulevard  of  not 
less  than  28  ft. ;  that  the  fountain  indicated  in  the 
planted  area  at  the  corner  of  Linden  boulevard  and 
Van  Wyck  boulevard  indicated  on  the  plans  approved, 
may  be  omitted  in  view  of  the  absence  of  street  sewers; 
that  gasoline  pumps  shall  be  not  nearer  than  20  ft.  to 
either  street  building  line;  that  gasoline  pumps  shall 
be  of  the  masonry  pedestal  type,  as  approved  for  use 
on  the  Long  Island  State  parkway;  that  there  may  be 
lighting  standards  over  these  pumps  not  less  than  9  ft. 
in  height,  as  indicated,  with  metallic  shades  arranged 


to  reflect  downwardly;  that  the  entire  plot  where  not 
occupied  by  accessory  building  and  planting  areas  shall 
be  cement  paved;  that  there  shall  be  no  automobile 
repairing  permitted  on  the  premises  and  no  portable 
gasoline  tanks  shall  be  permitted  thereon;  that  no  ad¬ 
vertising  signs  other  than  the  illuminated  globes  of 
the  pumps  shall  be  permitted  except  that  a  post  stand¬ 
ard  may  be  erected  within  the  building  line  near  the 
intersection  of  Linden  and  Van  Wyck  boulevards, 
carrying  an  illuminated  sign  advertising  only  the  brand 
of  gasoline  for  sale;  that  said  sign  shall  not  extend 
more  than  8  ft.  beyond  the  building  line  and  prohibiting 
all  other  signs;  that  there  shall  be  no  parking  of  cars 
other  than  those  being  serviced ;  that  complete  work¬ 
ing  drawings  shall  be  submitted  to  the  board  and  ap¬ 
proved  by  the  chairman  on  behalf  of  the  board,  as 
complying  with  the  stipulations  of  this  resolution,  be¬ 
fore  same  are  filed  with  the  commissioner  of  build¬ 
ings;  that  such  plans  shall  be  submitted  within  one 
month  and  that  thereafter  plans  shall  be  filed  with  the 
commissioner  of  buildings  and  all  work  completed 
within  one  year  from  the  date  of  this  resolution.” 


Adjourned,  11 :30  a.m. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  FEBRUARY  11,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Kidney. 


BUILDING  ZONE  CASES 

267-3S-BZ. 

APPLICANT — Lama  and  Proskauer,  for  J.  Herbert  Bate 
Company,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  district  and  partly  in  an  unrestricted  dis¬ 
trict  the  erection  and  maintenance  of  an  oil  storage 
plant. 

PREMISES  AFFECTED— 73-02  to  73-20  and  74-02  to 
74-16  Amstel  boulevard,  north  side,  260  ft.  west  of 
Beach  72nd  street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  25,  1936,  at 
2  p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein,  for 
Mortgage  Commission  of  the  State  of  New  York, 
owners. 

SUBJECT — Application  for  acceptance — re  Application 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district,  B  area  and  2  times 
height  district  the  subdivision  of  an  existing  build¬ 
ing,  a  portion  of  the  building  as  subdivided  not 
conforming  to  the  height  and  area  district  require¬ 
ment  of  the  building  zone  resolution. 


PREMISES  AFFECTED— 145  West  5lst  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  accepted,  waiving 
rules  of  procedure. 

THE  VOTE  TO  ACCEPT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  Q 


771-26-BZ. 

APPLICANT — Sidney  L.  Strauss  for  Firestone  Tire  and 
Rubber  Company,  owners. 

SUBJECT— Application  reopened  January  14,  1936,  for 
consideration  of  an  amendment  to  the  resolution 
of  January  4,  1927 — re  Application  granted  on 
condition  under  sections  7c  and  21  of  the  building 
zone  resolution  permitting  partly  in  a  residence 
district  and  partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  business  building,  also 
a  gasoline  service  station. 

PREMISES  AFFECTED— 606-618  East  Fordham  road, 
southwest  corner  of  Hughes  avenue  (Block  No. 
3078,  Lot  Nos.  16  and  17),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss  and  Dudley  F. 
Fisher. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION— 

(77 1-26-BZ) 

Whereas,  an  application  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  business  building;  also  a  gasoline  service 
station,  affecting  premises  606-618  East  Fordham  road, 
southwest  corner  of  Hughes  avenue  (Block  No.  3078,  Lot 
Nos.  16  and  17),  Borough  of  The  Bronx,  was  granted  by 
the  board  under  sections  7c  and  21  on  January  4,  1927,  on 
certain  conditions,  and  the  owner,  through  his  agent,  Sid¬ 
ney  L.  Strauss,  requested  a  reopening  of  the  application 
and  an  amendment  of  the  resolution ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  January  14,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing,  February  11,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  these  premises  cover  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board,  verbal  report  of 
which  inspection  was  made  by  the  chairman  on  behalf  of 
the  committee;  and 

Whereas,  this  report  recommended  the  granting  of  this 
request  for  amendment  of  the  resolution  of  January  14, 
1927. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
January  4,  1927,  be  and  it  hereby  is  amended,  by  adding 
thereto  the  following : 

“that  in  the  event  the  owner  desires  to  alter  the  build¬ 
ing  for  the  tenancy  of  the  Firestone  Tire  &  Rubber 
Co.,  generally  as  indicated  on  plans  filed  with  this 
appeal,  such  alteration  involving  the  removal  of  a 
portion  of  the  building  facing  Fordham  road  and  the 
relocation  of  existing  facilities  and  existing  uses  con¬ 
sisting  of  pneumatic  tire  repairing  and  mounting,  bat¬ 
tery  charging  and  battery  repair,  brake  testing,  brake 
adjusting  and  relining  and  drum  truing,  ig;nition  repair 
and  checking  of  ignition  system,  wheel  aligning,  auto¬ 
mobile  lubrication,  sale  of  gasoline,  washing  of  auto¬ 
mobiles,  accessory  retail  store  for  automobile  supplies, 
and  storage  in  basement  and  second  floor  of  tires  and 
accessory  supplies,  may  be  made,  on  condition  that  not 
more  than  one  rack  shall  be  installed  for  wheel  align¬ 
ment  and  not  more  than  one  machine  shall  be  installed 
for  brake  testing  and  that  such  motor  vehicle  repairing 
as  is  carried  on  shall  be  limited  to  such  work  as  is 
necessary  only  for  wheel  alignment  and  brake  testing; 
that  gasoline  pumps  shall  be  located,  as  indicated,  not 
nearer  than  11  ft.  to  the  building  line  of  Fordham 
road ;  that  there  shall  be  erected  on  the  building  line  a 
reinforced  concrete  curb,  extending  for  a  distance  of 
3  ft.  both  along  Fordham  road  and  Hughes  avenue 
from  the  corner  formed  by  these  two  thoroughfares ; 
that  the  curb  cuts  shall  be  restricted  to  two  curb  cuts 
from  Fordham  road,  each  25  ft.  in  width  and  two  curb 
cuts  on  Hughes  avenue,  one  25  ft.  in  width  and  one  40 
ft.  in  width,  with  no  part  of  any  curb  cut  nearer  than 
3  ft.  from  the  interior  lot  lines  projected  and  not 
nearer  than  3  ft.  from  the  corner  formed  by  the  inter¬ 
section  of  Fordham  road  and  Hughes  avenue;  that  the 
signs  shall  be  limited  to  the  illuminated  globes  of  the 
gasoline  pumps  and  to  the  double  face  illuminated  sign, 
indicated  on  plans  filed  with  this  appeal,  on  condition 
that  this  shall  not  extend  beyond  the  building  line 
more  than  8  ft. ;  that  the  power  driven  washing  ma¬ 
chine  in  the  washing  rack  shall  be  relocated  so  as  not 
to  be  on  the  lot  line  wall ;  that  in  the  event  that  this 
alteration  is  carried  through,  all  work  shall  be  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution.” 

525-29-BZ. 

APPLICANT — Moos,  Nathan,  Imbrey  and  Levine,  for 
Mary  E.  McCann,  owner. 

SUBJECT — Application  for  reopening — amendment — re 


Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 973-975  DeKalb  avenue  and 
112  Lewis  avenue,  northwest  corner  (Block  No. 
1597,  Lot  No.  41),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Maurice  Hayman. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Kidney  . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(525-29-BZ) 

Whereas,  this  application  affecting  premises  973-975  De- 
Kalb  avenue  and  112  Lewis  avenue,  northwest  corner 
(Block  No.  1597,  Lot  No.  41),  Borough  of  Brooklyn,  was 
granted  by  the  board  February  18,  1930,  on  certain  condi¬ 
tions,  resolution  amended  July  8,  1930,  and  the  present 
owner,  through  her  attorney’s  Moos,  Nathan,  Imbrey  and 
Levine,  requested  a  reopening  of  the  application  and  a 
further  amendment  of  the  resolution ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  the  resolution  adopted  by  the  board  on  July 
8,  1930,  by  adding  thereto  the  following: 

“that  in  lieu  of  the  requirements  hereinbefore  set  forth 
as  to  concrete  curbing,  posts  and  chain  fence  opening 
and  curb  cuts,  the  owner  may  construct  on  the  building 
line  at  the  corner  formed  by  the  intersection  of  DeKalb 
avenue  and  Lewis  avenue  a  triangular  concrete  plat¬ 
form  not  less  than  1  ft.  in  height  and  extending  for  a 
distance  of  at  least  5  ft.  along  DeKalb  avenue  and  5 
ft.  along  Lewis  avenue  from  the  intersection  thereof ; 
that  on  this  platform  there  may  be  erected  an  air 
pump ;  that  there  may  also  be  erected  within  the  build¬ 
ing  line  at  this  intersection  a  post  standard  for  the 
support  of  an  illuminated  sign  advertising  only  the 
brand  of  gasoline  on  sale,  on  condition  that  this  sign 
shall  not  extend  beyond  the  building  line  more  than  8 
ft. ;  that  in  the  event  this  alternate  arrangement  is  fol¬ 
lowed,  that  all  work  shall  be  completed  within  six  (6) 
months  from  the  date  of  this  amended  resolution.” 
— 

APPEALS  FROM  ADMINISTRATIVE  ORDERS 
365-35-A. 

APPELLANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  F.  W.  Woolworth  Company,  lessee. 
SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 2220-2226  Broadway,  northeast 
corner  of  West  79th  street  (Block  No.  1227,  Lot 
No.  13),  Borough  of  Manhattan. 
APPEARANCES— 

For  Appellant :  Herman  E.  Horwood. 

ACTION  OF  BOARD — Laid  over  to  February  25,  1936,  at 
2  p.m.,  for  further  consideration. 


27-36- A. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein,  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 
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SUBJECT— Application  for  acceptance — re  Appeal  from  a 
decision  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 145  West  51st  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  B.  W.  Gunther. 

ACTION  OF  BOARD — Application  accepted,  waiving 
rules  of  procedure. 

THE  VOTE  TO  ACCEPT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


344-34- A. 

APPELLANT — Sun  Klean  Chemical  Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — 548  Cassanova  street  (Block 
No.  2768-D,  Lot  No.  193),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Appellant :  Samuel  R.  Buxbaum. 

ACTION  OF  BOARD — Appeal  dismissed  as  being  im¬ 
properly  before  the  board. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(344-34-A) 

Whereas,  the  Sun  Klean  Chemical  Co.,  Inc.,  lessee,  filed 
December  6,  1934,  an  appeal  from  an  order  and  a  decision 
of  the  fire  commissioner,  affecting  premises  548  Cassanova 
street  (Block  No.  2768-D,  Lot  No.  193),  Borough  of  The 
Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
15,  1934,  re  Order  No.  3666-LC,  reads : 

“2.  Provide  an  approved  buried  storage  system  for 
Kerosene.  Section  77C,  Greater  N.  Y.  Charter.” 
and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
November  15,  1934,  reads : 

“Replying  to  your  request  of  November  9,  1934,  be 
advised  that  the  Fire  Department  will  no  longer  re¬ 
issue  an  order  so  that  the  applicant  may  take  his  case 
before  the  Board  of  Standards  and  Appeals  when  he 
has  exceeded  the  20-day  time  limit  in  which  to  file  the 
appeal. 

“We  have  been  advised  that  the  Board  of  Standards 
and  Appeals  will  accept  a  letter  from  this  department 
and  for  that  purpose,  this  communication  is  forwarded 
and  will  certify  that  order  numbered  3666-LC  was  is¬ 
sued  against  your  concern  on  June  15,  1934,  and  con¬ 
sisted  of  9  items. 

“Be  also  advised  that  if  upon  inspection,  our  in¬ 
spector  reports  the  storage  system  again  in  use,  he 
will  have  no  alternative  but  to  serve  a  summons.” 
and 

Whereas,  the  building  is  non-fireproof,  one  story  (20 
ft.)  in  height,  50  ft.  by  100  ft.  in  area;  OCCUPIED  for 
the  manufacture  of  insecticide  and  polishes,  located  within 
an  unrestricted  district;  and 

Whereas,  the  appellant  claims  the  building  was  erected 
in  1927,  certificate  of  occupancy  has  been  issued  for  manu¬ 
facturing  purposes ;  there  are  three  500  gallon  mixing 
tanks  on  the  premises  of  inch  gauge  steel ;  kerosene  is 
delivered  to  premises  in  approved  tank  wagon,  the  kero¬ 
sene  is  taken  out  into  5-gallon  cans  and  added  to  the  other 
ingredients  in  the  mixing  tank  during  the  cold  process  of 
manufacturing  household  insecticides ;  kerosene  is  not 


stored  on  the  premises;  and  fire  extinguishers  and  fire 
pails  are  maintained  on  the  premises ;  there  is  no  place  of 
public  assembly  within  500  ft.  of  the  premises;  further¬ 
more,  the  appellant  contends  that  an  underground  storage 
system  would  be  expensive  and  impractical ;  compliance 
with  the  order  is  unnecessary  and  would  serve  no  pur¬ 
pose  ;  the  board  is  requested  to  revoke  the  order ;  and 

Whereas,  the  decision  of  the  Court  of  Appeals  in  the 
matter  of  Berenklau  v.  Thatcher  indicates  that  the  fire 
commissioner  was  without  jurisdiction  to  issue  the  order 
from  which  the  appeal  was  taken. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

51-35-SA. 

APPLICANT — General  Electric  Co.,  owner. 

SUBJECT — General  Electric  Copper  Oxide  Rectifier, 
Model  6-RC-81-Y-1  for  Fire  Alarm  Service,  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar. 

243-35-SA. 

APPLICANT — Josam  Manufacturing  Co.,  owner. 

SUBJECT — Josam-Marsh  Hair  Interceptor,  approval  of. 

APPEARANCES— 

For  Applicant :  A.  T.  Meserau. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  committee  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Kidney  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(243-35-SA) 

Whereas,  the  Josam  Manufacturing  Company,  filed 
September  13,  1935,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  device  known 
as  the  Josam-Marsh  Hair  Interceptor,  to  be  used  in  plumb¬ 
ing  installations ;  and 

Whereas,  this  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  committee  was  substantially 
as  follows : 

The  device  as  originally  submitted  to  the  board  was 
in  contravention  of  section  100  of  the  Plumbing  Rules 
of  the  Board  of  Standards  and  Appeals,  but  in  con¬ 
formance  with  suggestions  by  the  committee  was  re¬ 
designed. 

The  devices  consist  of  a  brass  chamber  3 Ys,  in.  in 
diameter  and  approximately  6$i  in.  in  length, 
equipped  with  a  cleanout  at  the  bottom,  in  which  cham¬ 
ber  there  is  located  a  perforated  brass  screen  2 54  in. 
in  diameter  so  that  all  water  entering  the  chamber  is 
screened  before  entering  trap.  This  device  is  attached 
to  sink  or  basin  and  a  regulation  trap  is  attached  to 
the  outlet  from  the  chamber.  It  is  recommended  that 
this  device  be  approved  for  use  in  lavatories  of  barber 
shops  and  hairdressers’  shops. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Josam-Marsh  Hair 
Interceptor  for  use  on  lavatories  in  barber  shops  and  hair¬ 
dressers’  shopsl  on  condition  that  the  device  shall  be  at¬ 
tached  directly  to  waste  of  the  lavatory  and  that  a  standard 
trap  shall  be  installed  within  24  in.,  as  required  by  the 
Plumbing  and  Drainage  Rules  of  the  Board  of  Standards 
and  Appeals. 


Adjourned,  3:15  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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OIL  BURNER  RULES 


[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 


Adopted  by  the  Board  of  Standard*  and  Appeal* 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority :  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 


Rule  1 .  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED :  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER :  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for. dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
(l/2 ")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (V2)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (H)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to.  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  (J4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  04)  inch 
thick. 

Note — All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND— An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

~OIL:  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT:  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION:  Wherever  phrase, 
"without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 
PERMIT :  Shall  mean  permit  for  storage  of  oil. 
PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2l/2)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER :  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic- 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED :  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE :  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK:  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (27 5)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP :  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
^shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
"have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades : 


Range 

Oil 

SP. 

Gr. 

(A.P.I.) 

40-44 

No.  1  Fuel  Oil 

it 

it 

tt 

36-40 

No.  2 

tt  tt 

it 

tt 

tt 

32-36 

No.  3 

a  it 

tt 

tt 

tt 

28-32 

No.  4 

it  H 

tt 

tt 

tt 

24°  + 

No.  5 

tt  tt 

a 

tt 

tt 

18°  + 

No.  6 

tt  tt 

a 

a 

tt 

10°  + 

(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height ;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less — Va  in.  shell,  V±  in. 
heads. 

Tanks  37  to  72  in.  in  diameter — in.  shell,  5/16  in. 
heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  H  in. 
heads. 

Tanks  over  120  inches  in  diameter  to  be  of  H  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  in.  in  diameter  rivets  2#  in.  pitch. 

In  shell  5/16  in.  thick,  {Hj  in  diameter  rivets  2 in 
pitch. 

In  shell  %  in.  thick,  in.  diameter  rivets  2 y*  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  of  an  inch  in  diameter 
and  spaced  not  more  than  2}4  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 


181 


RULES 


four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons'  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  )  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,090  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  inch  and  the  minimum  thickness  of  roof  plates 

inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula: 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons' 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
dean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


Section  3.  Outside  of  Buildings,  Above  Ground. 


(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1*4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 


If  distant  25  feet  from  line  of  adjoining 
property  which  may  be  built  upon 

If  distant  30  feet  . 

If  distant  40  feet . 

If  distant  50  feet . 

If  distant  60  feet . 

If  distant  75  feet  . 

If  distanct  85  feet,  or  more . 


16,000  gallons 
24,000  “ 

36,000  “ 

48,000  “ 

60,000  “ 
96,000  “ 

100,000  “ 


(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1^4)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4/)  high  but  in  no  case  higher  than  one-fourth 
(/4)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1*4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

...  shall  be  run  in  a  substantial  and  workman¬ 

like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubmg,  properly  marked  and  duly  approved,  may  be  used, 
flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
1  ubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
m  size  than  the  supply  pipe. 

Section  2.  Relief  Valve*. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  trom  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1}4)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 

and  draining  to  the  tank,  shall  be  provided  for  each  stor- 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
y^ough  the  top  of  the  storage  tank  more  than  one  inch 
(1  ).  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited.  ♦ 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (1J4")  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
y2  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (S’)  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1  )  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (S')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  Y  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-off 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Ignition  “ 

Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  “ 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  he  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 
when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 

capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
section  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows  : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 
for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 

means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  %  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
reta-rding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  J4"  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil¬ 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  wdth. 

Rule  17.  Existing  Installations. 

V 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  1 5-b. 
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“STANDPIPE”-“FIRELINE”  RULES  ADOPTED  JUNE  27,  1922;  AMENDED  MAY  18,  1928; 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9,  1931. 


[281-22-SR] 

Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
J4-inch  or,  by  permission  of  the  Fire  Commissioner,  ^j-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect. 

Rule  2.  APPROVAL.  Before  acceptance  all  standpipe 
(fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the  street  Siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  100 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply, 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  50  lbs.  per  sq.  ini.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing,  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  stand¬ 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

When  deemed  necessary  by  the  Fire  Commissioner,  sec¬ 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  8J/2  x  11 
in.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 
Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 

There  shall  be  an  engineer,  superintendent  or  other  per¬ 
son  in  charge  of  the  standpipe-fire  line  system,  in  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
be  registered,  and  submit  to  an  examination  in  the  Fire 
Department.  Upon  evidence  of  fitness  to  properly  operate 
and  maintain  the  standpipe  system  he  shall  be  granted  a 
Certificate  to  that  effect.  The  certificate  shall  contain  the 
full  name  and  a  small  photograph  of  the  holder. 

Day  and  night  service  shall  be  maintained  in  all  build¬ 
ings  exceeding  250  feet  in  height  in  which  there  is  a  fire 
pump. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
least  one  certified  operator  on  duty  during  every  perform¬ 
ance.  Buildings  of  large  areas,  industrial  plants,  amuse¬ 


ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duty  when  deemed  necessary  by  the  fire  commissioner. 

Rule  4.  MONTHLY  INSPECTION.  All  valves,  hose, 
tools,  and  other  auxiliary  fire  appliances  shall  be  kept 
in  perfect  working  order,  and  at  least  once  a  month  the 
person  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
Fire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

He  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 
premises  for  examination  by  a  representative  of  the  Fire 
Department. 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
fifty  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department ;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
of  the  owner  of  the  premises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5.  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturer’s  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
drawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shall  be  present  at  all  times. 

Rule  7.  AREA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances,  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical)  distance  measured  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  in  the  case  of  flat  roofs,  and  to  the  average 
height  of  gable  in  case  of  roofs  having  a  pitch  of  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth,  to  make  possible  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary.  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

(a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hav¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  main 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Works  Association :  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  and 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  of  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and'  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank, 
3  inches  below  the  top  (of  sides).  Overflows  shall  termi¬ 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  the 
highest  story. 
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Rule  22.  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
as  high  as  practicable  within  the  pyramid  or  tower.  Pro¬ 
vided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  for  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery.  Fire  appliances,  as  may  be  required  by  the 
Fire  Commissioner,  shall  be  provided  in  such  tank  houses, 
elevator  machine  rooms,  etc. 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced.  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter¬ 
mediate  landings  every  12  ft.  or  less. 

Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
line  reserve  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted, 
under  these  rules,  no  check  valve  shall  be  required.  An 
O.  S.  &  Y.  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
1)4 -inch  steam  line  with  a  1-inch  return  separately  trapped. 
The  water  in  the  tank  shall  be  maintained  at  a  temperature 
above  40°  F. 

Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
using  the  tank  supply  seven  days  a  week  supplying  both 
standpipe  and  house  service  lines  shall  not  require  heating. 
If  in  an  adequately  heated  enclosure,  interior  heating  of 
tanks  shall  not  be  required. 

Rule  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
have  at  least  10,000  gallon  effective  water  capacity  as  speci¬ 
fied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
concrete,  located  below  the  grade,  or  lowest  story,  if  there 
is  no  cellar  under  the  building.  The  Fire  Commissioner  may 
permit  suction  tanks  to  be  located  in  a  separate  enclosure, 
or  building  provided  they  are  accessible  and  when,  in  his 
judgment,  such  location  will  be  more  practicable.  House 
supply  tanks  may  be  connected  to  the  fire  pump  suction 
line,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
be  provided  on  such  house  supply  lines. 

Rule  28.  LOWEST  TANK  SUPPLY.  The  lowest  suc¬ 
tion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
diameter  taken  directly  and  independently  from  the  public 
street  main.  The  supply  shall  be  not  less  than  750  gallons  a 
minute,  and  shall  enter  the  suction  tank  above  the  top  or 
through  the  side  near  the  top  of  the  tank  and  shall  be  con¬ 
trolled  by  suitable  bronze  ball  cock  and  copper  float. 

Rule  29.  SUPPORT  FOR  TANKS.  Tanks  of  more 
than  500  gallons  capacity  thereafter  placed  in  or  on  any 
building  shall  be  supported  on  masonry,  reinforced  con¬ 


crete  or  steel  construction  of  sufficient  strength  and  car¬ 
ried  to  a  proper  foundation  as  provided  for  in  section  428, 
Chapter  5  of  the  Code  of  Ordinances. 

Rule  30.  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 
and  directed  by  the  Fire  Commissioner  and  as  prescribed 
in  Schedule  A.  Each  such  tank  shall  have  at  least  5,000 
gallons  of  water  reserved  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shall  be  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the.  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys¬ 
tem  of  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 
hereinafter  set  forth : 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
tank  with  the  riser  of  the  portion  of  equipment  supplied 
from  the  tank  and  in  this  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward,  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
&  Y.  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted,  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position.  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by-pass  type,  except  that  emergency  control  valves 
when  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  of  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
of  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit¬ 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.,  and 
at  more  frequent  intervals  if  deemed  necessary  by  the  Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per¬ 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems,  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may  be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 

Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 

One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair”  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18  in. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner.  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo¬ 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream, 
except  where  the  static  pressure  at  the  hose  outlet  is  15 
lbs.  of  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION.  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least  equal  to  the  diameter  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than 
five  inches. 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a)  In  every  building  hereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen¬ 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test 
line  between  the  4  in.  relief  branch  and  the  tank  there  shall 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump.  In  the  line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

Rule  42.  NUMBER  AND  LOCATION  OF  FIRE 
PUMPS. 


SCHEDULE  A 
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4 
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O 

m 

04 

O 

o 

to 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  house 
outlet. 
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Rule  43.  FIRE  PUMPS  IN  BUILDINGS  EXCEED¬ 
ING  1,000  FEET.  All  buildings  exceeding  1,000  feet  from 
grade  level  to  uppermost  hose  outlet  shall  be  provided  with 
a  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
line  of  the  lowest  pump. 

Rule  44.  TANK  CAPACITIES.  Suction  tanks  supply¬ 
ing  the  first  or  lowest  pump  shall  contain  not  less  than 
10,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
and  uppermost  supply  tanks  for  buildings  between  250  and 
400  ft.  as  described  in  above  schedule  shall  contain  not  less 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sup¬ 
ply  tanks  on  all  other  buildings  shall  contain  not  less  than 
3,500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  of  the  open  type. 

Rule  45.  TANK  STRAINERS.  All  supply  tanks  shall 
be  provided  with  bronze  strainers  at  pump  and  riser  intake 
lines. 

Rule  46 :  CENTRIFUGAL  FIRE  PUMPS.  Fire  pumps 
installed  under  these  rules  shall  have  a  capacity  of  750 
G.  P.  M.  and  shall  be  of  the  multi-stage  motor  driven  Cen¬ 
trifugal  type  designed,  constructed  and  installed  to  render 
the  highest  possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  enclosed 
in  eight  (8)  inch  brick  or  concrete  walls  with  approved  fire 
doors  at  openings  and  with  fireproof  floor  and  ceiling  con¬ 
struction.  If  located  in  the  lowest  story  of  the  building,  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one  (1) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
with  safe  egress  for  the  attendant. 

The  pumping  equipment  shall  be  adaptable  for  heavy  duty 
service  having  all  parts  of  ample  strength  with  liberal 
water  passage  and  all  working  parts  exposed  to  corrosion 
of  phosphor  bronze. 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
capacity  name  plate,  pressure  gauges,  relief  valves,  hose 
manifold  and  three  (3)  approved  2J4  in.  hose  valves  with 
Standard  Fire  Department  male  threads.  Fire  pumps  shall 
take  suction  supply  under  a  head  of  water  and  in  no  case 
shall  there  be  less  than  six  (6)  feet  between  water  level  in 
tank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform  re¬ 
quirements  of  “The  National  Standard”  as  adopted  by  the 
following  associations : 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters, 
or  as  approved  by  the  Board  of  Standards  and  Appeals. 

Fire  pumps  to  be  designed  to  operate  at  not  less  than  five 
(5)  pre-determined  speeds  to  give  five  (5)  pre-determined 
pressures  which  will  insure  a  maximum  pressure  of  80  lbs. 
and  a  minimum  pressure  of  50  lbs.  throughout  the  building. 

Fire  pump  equipment  shall  be  so  designed  that  it  will 
operate  normally  at  least  five  (5)  speeds  to  provide  a  mini¬ 
mum  of  50  lbs.  pressure,  and  where  more  than  one  pump  is 
required  it  shall  be  capable  of  pumping  to  the  level  of  the 
next  highest  pump  station  in  case  of  breakdown  of  inter¬ 
mediate  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
run  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
continuous  service  and  four  (4)  for  standby  service. 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumping 
equipment  shall  be  free  from  defects  in  design,  workman¬ 
ship  and  material  and  shall  give  proper  and  continuous 
operation  under  the  conditions  of  service  specified  and  shall 
be  subject  to  approval  of  the  Board  of  Standards  and 
Appeals. 

Materials  entering  into  construction  of  this  equipment 
shall  be  the  best  quality  of  their  respective  kinds  and  all 
parts  shall  be  amply  proportioned  so  as  to  be  adaptable  for 
heavy  duty  service. 

CASING:  Casing  shall  be  of  close  grained  cast  iron  and 
divided  horizontally,  and  having  suction  and  discharge  con¬ 
nections  in  the  lower  half,  so  that  the  top  casing  can  be  re¬ 


moved  without  breaking  water  connections.  Casing  shall 
have  in  addition  to  flange  bolts,  additional  heavy  bolts  in¬ 
side  of  flange  to  prevent  leakage  between  stages.  Casing 
shall  be  tested  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

SHAFT :  Shaft  shall  be  made  of  best  grade  nickel  steel 
and  shall  be  ground  all  over  to  close  limits  and  a  high 
finish. 

IMPELLERS :  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  over. 

WEARING  RINGS:  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type.  Impeller  wear¬ 
ing  rings  shall  be  securely  attached  to  impeller,  and  casing 
ring  shall  be  securely  locked  in  the  casing. 

SHAFT  SLEEVES :  Shaft  sleeves  shall  be  of  bronze 
and  extend  through  stuffing  boxes  to  protect  the  shaft 
from  corrosion  and  wear  from  the  packing. 

BEARINGS :  Bearing  brackets  shall  be  of  the  best  grade 
of  close  grained  cast  iron  and  securely  bolted  to  the  lower 
half  of  the  casing. 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable.  Each  bear¬ 
ing  shall  be  equipped  with  two  oil  rings  to  insure  proper 
lubrication. 

COUPLING:  Coupling  shall  be  of  best  grade  cast  iron 
finished  all  over  and  keyed  to  shaft.  The  two  halves  shall 
be  connected  by  coupling  pins,  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves. 

STUFFING  BOXES  :  Stuffing  boxes  shall  be  of  suf- 
ficent  depth  to  prevent  excessive  leakage  and  shall  contain 
water  seal  rings  of  bronze. 

PACKING:  Packing  shall  be  held  in  place  by  bronze 
glands  horizontally  split  and  bolted  together. 

BED  PLATE :  Bed  plate  shall  be  of  cast  iron  of  heavy 
box  type  and  provided  with  finished  pads  to  which  the  pump 
is  bolted  and  doweled.  Foundation  bolt  rings  shall  be  drilled 
for  foundation  bolts.  Jack-screw  pads  to  be  cast  with  bed 
and  jack-screws  furnished  to  assist  in  aligning.  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends. 

PAINTING:  Pumps  shall  be  painted,  filled,  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 
in  the  bearing  brackets  to  be  painted  white  with  a  special 
oil-resisting  paint. 

Rule  48.  SPECIFICATIONS  FOR  ELECTRICAL 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS. 

TESTING:  Pumps  shall  be  tested  at  the  plant  of  manu¬ 
facturer  to  prove  that  they  can  fulfill  requirements  of 
specifications  and  guarantees  made. 

MOTOR:  (a)  Direct-current  motors  must  be  of  the 
shunt  or  cumulative  compound  wound  types.  The  speed  of 
the  motor  at  no  load  must  not  exceed  the  speed  at  full  load 
by  more  than  10%. 

Alternating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
of  fire  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herein. 

(b)  With  a  room  temperature  not  exceeding  40  deg.  C., 
motors  shall  be  designed  for  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 
overload  of  15%  without  stress  and  without  injurious  rise 
in  the  temperature.  Motors  shall  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury.  No 
electrical  or  mechanical  weakness  should  develop  during 
these  tests.  The  rise  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri¬ 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN :  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  of 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip¬ 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM:  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES:  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION:  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

.  (c)  No  fuses  nor  other  overload  release  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING’:  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH :  An  approved  knife  switch  for  independent 
sources  of  supply  must  be  provided,  having  one  pole  for 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS :  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breaker 
must  be  provided  to  indicate  the  presence  of  voltage  on  the 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL :  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  or 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARTUS :  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  panel 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injury 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF  EQUIPMENT :  The  entire  equipment  shall 
be  subject  to  test  and  inspection  by  representatives  of  the 
Fire  Commissioner. 

POWER  SUPPLY :  Where  the  power  supply  can  be 
obtained  from  two  separate  street  feeders,  two  separate  and 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Edison 
three-wire  system  and  the  power  lines  are  protected  by  ap¬ 
proved  conduit  from  a  point  where  they  enter  the  building 
to  the  control  panel  in  the  pump  room,  it  will  be  considered 
an  acceptable  source  of  power  supply. 

Isolated  Plant :  Where  the  source  of  supply  is  an  isolated 
plant  located  in  the  building  an  auxiliary  service  of  suf¬ 
ficient  capacity  shall  be  obtained  from  some  outside  source. 

Transmission  Lines:  (a)  The  lines  between  the  power 
plants  and  the  pump  room  must  be  of  such  number,  so 
arranged  and  so  located  that  there  will  be  small  chance  of 
an  interruption  of  service  to  the  motor,  due  to  accident  to 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approved 
conduit. 

Where  the  valves  involved  are  large  and  the  crippling  of 
this  pump  service  would  seriously  affect  the  protection  of 
the  property,  at  least  two  separate  lines  from  the  power 
plant  or  plants  to  the  pump  installation  shall  be  provided. 
The  lines  must  be  run  by  separate  routes  or  in  such  man¬ 
ner  that  a  failure  of  both  at  the  same  time  will  be  only  a 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  room 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  given 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  ex¬ 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants, 
and  where  provided  at  various  points  on  the  lines,  must  be 
of  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
"required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead, 
the  circuit  breaker  protecting  the  motor. 

TRANSFORMERS:  Where  it  is  necessary  to  install 
transformers  they  shall  be  installed  in  accordance  with 
Chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
be  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ling  system.  The  signalling  stations  shall  be  located  one  on 
each  floor  at  main  riser.  This  system  shall  be  so  arranged 
that  a  coded  signal  can  be  transmitted  to  the  pump  rooms. 
An  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
and  at  such  other  locations  as  the  Fire  Commissioner  may 
direct.  All  apparatus  used  in  connection  with  the  signal¬ 
ling  system  shall  be  of  an  approved  type  and  installed  as 
outlined  in  rules  governing  the  installation  of  interior  fire 
alarm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
circuit  of  the  signal  sending  station. 

A  card  of  instructions  shall  be  placed,  in  the  pump  room 
giving  code  numbers  of  signalling  stations,  the  pressures 
obtainable  at  different  speeds  of  the  motor  and  such  other 
information  the  Fire  Commissioner  may  direct. 

Rule  50.  RELAY  STANDPIPE  SYSTEM.  All  build¬ 
ings  hereafter  erected  exceeding  400  ft.  from  grade  to 
highest  hose  outlet  shall  be  provided  with  an  intermediate 
combination  gravity  and  suction  standpipe  supply  tank  and 
a  fire  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re¬ 
served  for  the  fire  lines  and  shall  be  connected  to  fire  line 
system  as  described  in  Rule  30  for  intermediate  tanks  ex¬ 
cept  that  in  addition  to  the  requirements  of  Rule  30,  there 
shall  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
around  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves. 
An  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
be  provided  in  the  by-pass  line. 

Each  tank  shall  be  provided  with  overflow  and  emer¬ 
gency  drain  lines  as  required  in  Rules  19  and  20,  except  that 
such  lines  shall  drain  to  roofs  of  set  backs  on  building,  or 
into  house  drain  lines  providing  the  house  drain  line  or 
lines  are  equal  in  sum  total  to  the  sum  total  in  diameter  of 
the  drain  lines. 

The  fire  pump  shall  have  a  capacity  of  not  less  than  750 
gallons  of  water  per  minute  and  shall  deliver  through  the 
standpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 
to  the  square  inch  at  the  highest  hose  outlet  fed  by  said 
pump. 

All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 
inches  above  the  floor  and  on  the  floor  below  the  supply 
tank,  with  the  suction  line  as  direct  as  practicable. 

The  pump  discharge  line  shall  be  connected  to  the  main 
feed  riser  feeding  up,  and  outside  the  horizontal  tank  check 
valve  line,  and  the  upward  swinging  check  valve  in  the 


main  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
upward  swinging  check  valve  SEALED  OPEN. 

The  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
by  a  3-inch  line  to  house  drain  or  scuppers  in  exterior  wall 
The  electric  switch  controlling  the  motor  shall  be  marked 
on  panel  “FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

Rule  51.  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks,  fire  lines  and  pumps  shall  be  numbered  by  3-mch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 
wheel  of  valves. 

Rule  52.  PUMP  ROOM  DIAGRAM.  A  white  and 
black  print  drawn  to  a  scale  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank,  fire 
pump,  all  pipe  lines  and  valves.  The  number  of  each  valve 
shall  be  shown  in  addition  to  purpose  of  each  water  line. 

The  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 
with  a  master  telephone  in  each  pump  room,  and  in  the 
main  lobby  and  individual  telephones  located  on  alternate 
floors  near  the  main  fire  line  riser. 

The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  any 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone. 

A  six-inch  vibrating  call  bell  shall  be  located  at  the  mas¬ 
ter  telephones. 

The  master  telephones  in  pump  room  below  grade  level 
shall  be  equipped  with  a  loud  speaking  receiver  so  that  the 
voice  can  be  clearly  and  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING :  The  wiring  for  the  telephone  system  shall  not 
be  smaller  than  No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit.  The  conduit  system  shall  contain  no 
conductors  other  than  fire  line  telephone  conductors. 

The  fire  line  telephone  system  shall  be  properly  maintain¬ 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times. 

Rule  54.  MAIN  LINE  EMERGENCY  CONTROL 
VALVES  IN  BUILDINGS  OVER  400  FEET  IN 
HEIGHT  (per  Schedule  A).  At  the  base  of  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story ;  at 
each  pump  room  elevation,  and  at  each  approximate  one- 
third  the  height  above  the  fire  pump  elevations  and  the 
pump  or  roof  tank  next  above,  there  shall  be  provided  O. 
S.  &  Y.  emergency  control  valves  in  the  main  feed  riser 
properly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described. 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red,  with  3-inch  white 
letters  reading,  “Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and  contain  the  following : 

1 —  3-foot  Stillson  wrench. 

4 — 2j/2-inch  plugs  with  pipe  threads. 

4 — 2j4-inch  caps  with  hose  threads. 

2 —  Spanner  wrenches  of  Fire  Department  pattern. 

4 — 2^-inch  double  female  hose  connections,  with  Fire 
Department  threads. 

Rule  56.  EMERGENCY  AND  TESTING'  HOSE. 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  2^4-inch  hose,  of  Fire  Department 
quality,  and  one  lj4-inch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection. 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and.  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follows : 

Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES.  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows:  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2^-inch  hose  outlet  tee  with  two  2^-inch  ap- 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  main  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
•  W.a“ove  Srade  level  there  shall  be  provided  in  each 
riser  O  S.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 


SCHEDULE  B 


Height  from 
Uppermost 
Hose  Outlet 
to  Grade 

Total 
Number 
of  Valves 
Required 

Approximate  Location  of  Valves  Above  Grade 

1st 

V  alve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

5th 

Valve 

6th 

Valve 

150'  to  200' 

2  to  3 

Below 
the  1  sty. 
outlet 

75' 

150' 

200'  to  250' 

2  to  3 

a 

75' 

150' 

250'  to  300' 

3  to  4 

it 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

it 

75' 

150' 

225' 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER¬ 
GENCY  CONTROL  VALVES.  When  a  two  (2)  main 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y. 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable, 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac¬ 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  150 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y. 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  two 
of  the  risers  in  each  cross-connection  and  one  in  the  central 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross- 
connection  between  the  2  central  risers,  so  as  to  provide  2 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shall 
be.  provided  O.  S.  &  Y.  gate  valves  between  the  second  and 
third  central  riser  in  each  cross-connection  and  one  in  the 
central  riser  at  each  cross-connection  as  described  in  a  3 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  in 
each  cross-connection  so  as  to  provide  3  risers  on  each  side 
of  gate  valve — as  described  in  a  two  and  four  riser  system. 

Rule  61.  LOWEST  CROSS-CONNECTION  CON¬ 
TROL  VALVES.  When  the  building  is  provided  with  a 
fire  pump  as  required  by  the  Rules  the  gate  valves  required 
in  the  lowest  cross-connection  shall  be  located  as  described 
■under  location  of  Fire  Pumps  and  Horizontal  Line  control 
valves. 

Rule  62.  FIRE  TOWER  RISER.  Where  the  building 
is  provided  with  an  exterior  enclosed  fireproof  stairway  or 
fire  tower  the  main  riser  shall  be  installed  in  such  stairway 
and  properly  protected  from  freezing  in  accordance  with 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  Y. 
gate  valves  shall  be  located  in  an  accessible  position  and  be 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  gate 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing  a 
single  rung  iron  ladder  with  ^2-inch  rungs  and  not  less  than 
10  inches  between  strings  shall  be  provided  at  each  gate 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  on 
the  upper  cross-connections  are  not  located  in  the  stair 
enclosure,  a  sign  with  red  background  and  white  letters  not 
less  than  3  inches  high  shall  be  painted  on  the  face  of  the 
wall  within  the  stairway  enclosure  on  the  story  where  the 
gate  valve  is  located,  which  shall  read  as  follows : 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT.” 

Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sign 
with  red  background  and  3-inch  letters  as  above  shall  be 
painted  on  the  wall  at  fire  tower  exit  door,  which  shall 
read:  “STANDPIPE  IN  TOWER,”  except  on  that  story 
on  which  the  emergency  control  valve  is  located,  there  the 
sign  shall  read :  “STANDPIPE  CONTROL  VALVE 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  con¬ 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  not 
less  than  3  inches  in  diameter  painted  red  with  a  white 
number  not  less  than  2  inches  high  and  shall  be  secured  to 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lines 
not  located  within  a  stairway  enclosure  or  public  corridor 
and  including  the  Siamese  connection  street  riser  wall  col¬ 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FIRE 
DEPARTMENT  USE.  Each  standpipe  system  shall  be 
provided  with  one  or  more  approved  type  3  inch  x  3  inch  in- 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided;  where  the  street  frontage 
exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
inch  diameter  standpipe  risers  two  Siamese  connections 
shall  be  provided  for  each  200  ft.  of  street  frontage  or 
fraction  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
shall  have  at  least  one  Siamese  connection  for  each  6  inch 
riser.  Buildings  having  frontages  on  more  than  one  street 
shall  have  a  Siamese  connection  on  each  street  front  when 
the  frontage  is  not  continuous  but  in  all  cases  where  more 
than  one  Siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis¬ 
sioner  may  direct. 

Rule  69.  SIAMESE  HEADERS.  Siamese  headers 
shall  be  independent  of  each  other  and  lead,  as  direct  as 
practicable,  to  riser  or  cross-connection  header.  There 
shall  be  at  least  2  Siamese  for  every  8-inch  riser  and  at 
least  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
are  more  than  one  riser,  the  Siamese  headers  shall  divide 
on  each  side  of  any  emergency  control  valve  in  the  cross- 
connection,  and  such  headers  shall  be  equal  in  sum  total 
to  the  sum  total  of  all  risers  on  either  side  of  the  emer¬ 
gency  control  valves. 

No  Siamese  header  shall  be  larger  than  6  inches.  Siam¬ 
ese  risers,  when  extending  through  sidewalk,  shall  be  of 
bronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water¬ 
proof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
than  theatre  with  stage,  not  over  45  feet  in  height  shall 
not  be  required  to  have  a  siamese  connection  except  when 
each  building  is  on  a  water-front  or  when  it  is  one  of  a 
group  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
pipe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  siamese  connection  placed 
on  the  street  front  of  a  building  shall  be  located  not  less 
than  18  inches  and  not  more  than  36  inches  above  the  side¬ 
walk  level  and  shall  be  set  in  a  horizontal  position  and 
shall  be  readily  accessible  for  Fire  Department  use.  Each 
siamese  shrll  have  cast  in  the  body  on  top  or  on  wall  plate, 
in  letters  at  least  1  inch  in  length  and  not  less  than  *4 
inch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  siamese  with  the  standpipe 
equipment  proper  shall  be  not  less  than  5  in.  in  diameter 
where  there  are  two  or  more  4  in.  risers  and  not  less 
than  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter. 
When  there  is  but  one  4  in.  riser,  connection  from  siamese 
may  be  4  in.  in  diameter. 

Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
line  between  the  siamese  connection  and  the  standpipe  sys¬ 
tem  there  shall  be  placed  an  approved  type  swing  check 
valve  located  where  practicable  within  10  feet  from  the 
building  wall.  Between  the  siamese  and  its  check  valve 
there  shall  be  placed  a  34-inch  automatic  ball  drip  of  an 
approved  type  which  will  close  under  a  pressure  of  not 
more  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
BOAT  USE,  EXCEPT  WHERE  THE  SOURCE 
OF  SUPPLY  IS  FROM  THE  STREET  MAIN 
DIRECT.  Siamese  connection  on  piers  or  warehouses, 
etc.,  intended  for  fireboat  use  exclusively  shall  be  3r/2  in. 
x  2>l/2  in.  at  inlets  with  Fire  Department  female  thread. 
Between  siamese  and  the  system  proper  there  sh^ll  be  an 
approved  type  swing  check  valve,  and  between  the  check 
valve  and  the  siamese  either  a  ^4-in.  open  drip  without  valve 
or  cock,  or  a  34-in.  automatic  ball  drip  of  approved  type 
closing  under  a  pressure  of  not  more  than  7  lbs.  per  sq. 
inch.  Where  systems  have  both  fireboat  and  shore  siamese 


the  shore  siamese  shall  have  male  connections  and  shall  be 
without  clappers,  but  shall  have  on  each  inlet  a  3  in.  gate 
valve  with  Fire  Department  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  Siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 
hose  outlets  shall  be  placed  within  a  stair  enclosure.  They 
shall  be  2 y2  in.  in  diameter,  set  not  less  than  5  ft.  nor  more 
than  6  ft.  above  the  floor  or  landing  as  the  case  may  be. 
Outlets  and  racks  shall  be  located  above  the  floor  or  land¬ 
ing  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
located  immediately  adjacent  to  a  stair  enclosure,  in  a 
conspicuous  place,  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in. 
riser  system  its  termination  above  roof  shall  be  a  2j4-in. 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
main  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
2/2  inch  hose  valve  manifolds  with  male  threads.  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
5  ft.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  2j4-in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  roof  outlet  there  shall  be  a  in.  open  drip  extending 
to  a  sink  or  a  34  in.  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 

Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 
may  be  provided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern. 

Rule  77.  BRANCH  LINE  SIZE.  No  branch  line  may 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
from  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2*4  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  in  diameter  if  not  more  than  twenty-five  (25) 
feet  in  length. 

Rule  78.  NOZZLES.  All  2i4-in.  fire  hose  shall  be  pro¬ 
vided  with  approved  smooth  bore  nozzles  15  in.  in  length, 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  than 
1%  in.  in  diameter. 

Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  2l/2  in.  unlined  linen  hose, 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous,  the  Fire  Commissioner  may  permit 
in  addition  to  the  2 J4  inch  outlet  and  hose  the  installation 
of  \l/2  in.  unlined  linen  hose  and  valve.  There  shall  not 
be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 

All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 

Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 

Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus¬ 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securely  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 
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a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 
In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2)4  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs.  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  in  progress  at  that  point. 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings,  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  l)4-inch  Under¬ 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20,000  gallons  capacity,  elevated  50  ft.  above  the  yard,  or 
25  ft.  above  the  highest  structure  in  the  yard,  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 
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meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
and  extending  to  within  18  in.  of  the  curb,  it  is  imprac¬ 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry. 

Rule  88.  HIGH  AND  LOW  WATER  ELECTRIC 
ALARMS.  The  high  and  low  water  electric  alarm  for 
gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  affected  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
in  the  gravity  tank  shall  be  indicated  by  an  approved  device. 

The  audible  signalling  device  for  high  and  low  water 
electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
inches  diameter  of  the  enclosed  type  and  arranged  for  con¬ 
duit  installation,  the  same  to  be  operated  automatically. 
The  control  cabinet  shall  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 
room  where  it  will  be  under  supervision  of  the  person  in 
charge  of  the  standpipe  supply. 

All  wiring  shall  be  installed  in  rigid  conduits  and  the  in¬ 
stallation  shall  be  in  accordance  with  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 
be  approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference : 

1.  Public  utility  electric  light  and  power  systems. 

2.  Independent  electric  generating  plants. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

When  the  system  is  connected  to  a  110  volt  lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shall  Te  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
to  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap¬ 
proved  cabinet  provided  with  a  lock  and  key. 

Rule  89.  DRY  PIPE  VALVE.  A  dry  pipe  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 
water  supply  of  the  standpipe  system  in  such  a  manner 
that  under  normal  conditions  its  piping  system  will  be  main¬ 
tained  dry,  but  in  the  event  of  a  hose  valve  being  opened, 
the  dry  pipe  valve  automatically  releases  the  water  into  the 
standpipe  system. 

In  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable,  dry  pipe 
valves  may  be  installed. 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  standpipe  system  due  to  the  open¬ 
ing  of  a  hose  valve ;  and  Type  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 
an  approved  non-coded  or  coded  closed  circuit  system  oper¬ 
ated  from  the  control  station  at  each  hose  outlet.  Dry  pipe 
valve  shall  be  located  as  near  as  practicable  to  the  standpipe 
system,  in  an  enclosed  place,  protected  from  mechanical  in¬ 
jury  and  freezing. 

When  Type  A  valve  is  installed  the  air  pressure  in  the 
standpipe  system  under  such  dry  pipe  valve  control  shall 
not  exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
25  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 
water  pressure  in  any  case.  Not  more  than  16  hose  outlets 
shall  be  supplied  through  one  dry  pipe  valve.  The  air  com¬ 
pressor  shall  have  a  capacity  of  not  less  than  11  cu.  ft. 
per  minute,  and  the  air  supply  for  the  pump  shall  be  taken, 
if  possible  from  a  room  containing  dry  air,  or  it  shall  pass 
through  a  drying  chamber  containing  calcium  chloride  in 
ord^r  to  avoid  the  introduction  of  moisture  into  the  system. 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation ;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  They  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped, 
shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intermediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist : 

1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

2.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

3.  And  the  depth  of  the  setback  exceeds  ten  feet. 

4.  And  the  setback  exceeds  one  hundred  feet  above  grade 
level. 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered  to  con¬ 
form  to  the  provisions  of  these  rules,  except  where  sub¬ 
stantial  additions  or  extension  in  height  or  area  is  made 
to  the  building,  when  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex¬ 
cept  that  all  such  fire  line  systems  shall  have  or  be  provided 
with  the  following: 

1.  Roof  gravity  tank  shall  have  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

2.  The  bottom  of  the  gravity  tank  shall  be  not  less  than 
20  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

4.  House  lines  taken  from  outside  of  tank. 

5.  Tank  properly  heated  and  provided  with  overflow 
line. 

6.  Tank  shall  not  be  fed  through  fire  line. 

7.  Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection. 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank. 

9.  At  least  one  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10.  Hose  valves  and  hose  not  less  than  2}4  inches  in 
good  serviceable  condition.  No  automatic  hose  valves  per¬ 
mitted. 

11.  Wheel  of  hose  valve  within  6  ft.  6  in.  of  stair  land¬ 
ing  or  of  steps  within  2  ft. 

12.  An  open  or  automatic  ball  drip  between  the  Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  Siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser,  or 
secured  to  face  of  building  behind  the  Siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use, 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering,  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
rules. 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
j'ears,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2^4  in. 

A — All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute ;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve : 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  of  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movab'e  parts,  clappers,  swivels  and  all  bolts,  washers, 
nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face.  Single  clapper  siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the  inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening. 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 
seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  means 
of  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  Siamese,  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  will 
not  prevent  their  opening  when  the  pressure  on  the  steamer 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis¬ 
continuance  of  flow  into  the  siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressure 
test  of  500  lbs.  for  30  minutes  under  normal  working 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  on 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protect 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  %  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  siamese  connection  in  the 
same  system  with  a  land  end  siamese  connection,  clapper 
valves  shall  be  omitted  from  the  land  end  siamese. 

Rule  93a. 

Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  2J4*Inch 
H  ose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2^-inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 
brass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  cop¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur¬ 
nish  acceptable  corrosion  resistance. 

2.  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  2 54- 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  per  minute. 
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4.  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

5.  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6.  It  shall  be  possible  to  secure  all  movable  exterior 
parts  of  the  valve  which  affect  the  pressure  adjustment  so 
that  the  adjustment  will  not  be  altered  accidentally  or  by 
tampering  without  giving  evidence  of  the  alteration.  It 
shall  be  possible  to  readily  accomplish  any  desired  adjust¬ 
ment  within  the  range  specified  below  by  the  use  of  a  regu¬ 
lation  Fire  Department  spanner  wrench. 

7.  The  adjustable  means  shall  provide  that  the  waterway 
within  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
inches  in  area  when  in  full-open  position  and  at  least  0.5 
square  inch  when  in  the  fully  reduced  position.  Between 
these  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
pressure  reduction  shall  be  obtained.  Each  such  position 
shall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
cf  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
after  installation  to  show  a  registered  name  or  trade-mark, 
together  with  the  Calendar  Number  assigned  to  it  by  the 
Board  of  Standards  and  Appeals  and  the  registered  symbol 
of  endorsed  approval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  inch  high. 

10.  The  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  inch  high. 

Not  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals,  the  weight  and  other  general  matter  noted,  and  valves 
certified.  One  of  the  valves  shall  then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  wherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  rescinded. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of  the 
Tenement  House  Department  on  Fire  Retarding,  Fire  Es¬ 
capes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at  the 
Distribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 


APPROVED  APPLIANCES 


FUEL  OIL  PUMPS 

Approved  by  the  Board  of  Standards  and  Appeals 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32- S A 

Ballard  Duplex  Electric  Driven  Pump  Set. .  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  . . . . .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  . 590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27- S A 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24- S A 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24- SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A. .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22- SA 
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RULES 


FIRE  RETARDING  RULES  FOR  GARAGES,  ETC 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (?4)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2}4) 
inches  of  1 :2j4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (J4)  of  one  (1)  per  cent  of 
steel  mesh; 

(b)  Two  and  one-half  (2j4)  inches  of  1 :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations: 

(a)  One-half  (J4)  inch  plaster  boards,  or  three- 
eighths  (54)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  ( Y\ )  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(54)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  j acketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(54)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  {?/%)  inch  wood  sheathing,  one-half 
(yi)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (J/%)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (%)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  packeted  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

3 17-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364_35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

938-22-S A— Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2j^-inch  Hose  Outlet  Valve,  Type 
“A". 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner.  > 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA — Progressive  Press  Machine  Oil  Burner. 
301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
58-35-SA— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 

522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 
113-35-SA— Ryan  Marvel  Oil  Burner,  Model  M. 


123-35-SA — National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA— National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA — Brigham  Oil  Burner. 

219-35-SA — United  Copper  Service  Pipe. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

253-35-S A— Preferred  Oil  Burner  (Manual  Operation), 
Model  D.  O. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA — Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
313-35-SA — Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA — Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

343-35-SA— Pacific  Oil  Burner. 

352-35-SA— Todd  Fuel  Oil  Fill  Pipe  Terminal. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


My  Subscription  is  to  begin  with  the  issue  for- 


Street — 
P.  O. 


.,  1936. 
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Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  February  18,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  303-35-BZ,  315-35- 
BZ,  599-31-BZ,  101-32-BZ,  510-27-BZ,  540-30-BZ,  504- 
18-BZ,  387-33-BZ  and  361-35-A. 

Minutes  of  Regular  Meeting,  February  18,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  1305-25-BZ,  311-35- 
BZ,  312-35-BZ,  255-35-BZ,  73-34-BZ,  363-35-A,  12-36-A, 
328-33-A,  13-36- A,  15-36-SA,  21-36-SA,  24-36-SA,  136- 
34-SA  and  463-31-SA. 

Approved  Range  Oil  Burners  and  Space  Heaters. 
Sprinkler  Rules. 

Rules  of  Procedure. 

Approved  Fireline  Hose  Valves. 

Concrete  Flat  Slab  Rules. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  February  .24, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  March  2,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  tfie 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  February  19,  1936 
Cal.  No.  Department  Premises  Affected 

29-36- A . D.B.M . 425-427  East  25th  street,  north 

side,  325  ft.  east  of  1st  ave¬ 
nue  (Block  957,  part  of  Lot 
16),  Borough  of  Manhattan, 

26552-F. 


30-36-BZ . D.B.B . 708  Bedford  avenue  and  15-17 

Lynch  street,  northwest  cor¬ 
ner  (Block  2230,  Lot  37), 
Borough  of  Brooklyn, 

N.  B.  1125-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M. . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R. . Department  of  Buildings,  Richmond 

D.B.Bx. . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


31-36-BZ . D.B.R . 631  Henderson  avenue  and  169 

Elm  street,  northeast  corner 
(Block  157,  Lot  170),  West 
New  Brighton,  Borough  of 
Richmond, 

N.B.  14-36. 


32-36-BZ . D.B.Bx . 2196  Grand  Concourse,  east 

side,  166.6  ft.  south  of  East 
182nd  street  (Block  3157,  Lot 
23),  Borough  of  The  Bronx, 
N.B.  434-35. 


33-36-S . D.B.M . 214-222  West  26th  street,  south 

side,  200  ft.  west  of  7th  ave¬ 
nue  (Block  775,  Lot  49), 
Borough  of  Manhattan, 

24227-L.D. 


34-36-SA . D.B . G.  &  B.  2-inch  Fuel  Oil  Fill 

Pipe  Terminal, 

Appliance. 


35-36-BZ . D.B.Bx . 2311  St.  Raymonds  avenue 

(Block  3990,  Lots  12,  13  and 
25),  Borough  of  The  Bronx, 
Applic.  22-36. 


Restored  to  Calendar 

599-31-BZ . D.B.B . 237-239  Nostrand  avenue,  east 

side,  25  ft.  north  of  Kosci¬ 
usko  street  (Block  1779,  Lots 
2  and  3),  Borough  of  Brook¬ 
lyn, 

Applic.  16129-35. 


101-32-BZ . D.B.Bx . 2871  Bailey  avenue,  west  side, 

107.59  ft.  south  of  West  230th 
street  (Block  3264,  parts  of 
Lots  70  and  79),  Borough  of 
The  Bronx, 

Decision. 


510-27-BZ . D.B.Q . Southwest  corner  of  Cypress 

Hills  road  and  Cooper  avenue 
(Block  2882,  part  of  Lot 
8),  Ridgewood,  Borough  of 
Queens, 

Plan.  No.  2162-27. 


136-34-SA . D.B . Korth  Oil  Burner,  Model  S, 

Appliance. 


1305-25-BZ _ D.B.B . 42-50  Love  lane  and  1-9  Col¬ 

lege  place,  northwest  corner 
(Block  236,  Lots  71,  72,  73 
and  75),  Borough  of  Brook¬ 
lyn,  Alt.  3-36. 


RULES 

Last  Publication  in  Bulletin 
Certificate  of  Occupancy,  approved  » 

Concrete  Flat  Slabs,  Rules.. .......  Feb.  25,  1936 — Vol.  21,  No.  8 

Concrete  Rule.  (Hy’dr.ted  Lime). . .Feb.  11,  1936-Vol.  21,  No.  6 

Elevator  rules  . May  21,  1935 — Vol.  20,  No.  21 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935— Vol.  20,  No.  1 

Factorv  Exit  Rules . Tune  4,  1935— Vol.  20,  No.  23 

Fh-e  j3am  Rules  (Interior) . May  28,  1935-Vol.  20,  No.  22 

Fire  Drill  Rules . Oct  29,  1935— Vol.  20,  No.  44 

Fire  Retarding  Rules  for  Garages, 

. . Feb.  18,  1936 — Vol.  21,  No.  7 

Fireproof  Wood,  Testing  of . Apr.  9,  1935 — Vol.  20,  No.  15 

Frame  Garages,  Ruling  for . Jan.  21,  1919  Vol.  4,  No.  3 

Gas  Shut-Off  Rules . Apr.  7,  1925— Vo  .  10,  No.  14 

Hatchway  Protection  . June  5,  1928— Vol.  13,  No.  23 

Oil  Burner  Rules . Feb.  18,  1936 — Vol.  21,  No.  7 

Paint,  Varnish  and  Lacquer  Spray- 

ing  Rules  . Nov.  27,  1934 — Vol.  19,  No.  48 

Platform  Trucks,  Specifications  for. Jan.  28,  1936 — Vol.  21,  No.  4 

Plumbing  Rules  . Feb.  11,  1936 — Vol.  21,  No.  6 

Procedure,  Rules  of . Feb.  25,  1936-Vol.  21,  No.  8 

Refrigerating  Systems,  Extract  C.O.Jan.  28,  1936 — Vol.  21,  No.  4 
Smoking  in  Factories,  Rules  for.... July  9,  1935 — Vol.  20,  No.  28 

Sprinkler  Rules  . Feb.  25,  1936 — Vol.  21,  No.  8 

Standpipe  Fireline  Rules . . . Feb.  18,  1936 — Vol.  21,  No.  7 

Structural  Alterations,  Reporting. ,.  June  7,  1932 — Vol.  17,  No.  23 

Tank  Trucks,  Gasoline,  etc . Jan.  7,  1936 — Vol.  21,  No.  1 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Feb. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Feb. 

Fuel  Oil  Fill  Pipe  Terminals . Jan. 

Fuel  Oil  Burners  for  Industrial  Use.Dec. 

Fuel  Oil  Pumps . Feb. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  . Feb. 


5,  1935— Vol.  20,  No.  10 

25,  1936— Vol.  21,  No.  8 

4,  1936— Vol.  21,  No.  5 

28.  1936— Vol.  21,  No.  4 
31,  1935— Vol.  20.  No.  S3 
18,  1936— Vol.  21,  No.  7 

26,  1935— Vol.  20,  No.  48 

25,  1936— Vol.  21,  No.  8 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  24,  1936,  AT  2  P.  M. 

Building  Zone  Cases 


242-35-BZ. 

APPLICANT — James  J.  Skehan  and  Anna  Skehan:,  own¬ 
ers. 

PREMISES — 1620  Castle  Hill  avenue,  southeast  corner  of 
Glover  street  (Block  No.  3989,  Lot  Nos.  10  and 
11),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station; 

270-35-BZ. 

APPLICANT — Henry  Nordheim,  for  Herman  Stursberg 
Realty  Co.,  owner. 

PREMISES— 337-349  Brook  avenue  and  493-497  East  141st 
street,  northwest  corner  (Block  No.  2286,  Lot  No. 
65),  Borough  of  The  Bronx. 
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APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5)  motor  vehi¬ 
cles. 

338-35-BZ. 

APPLICANT — George  Alexander,  Jr.,  for  Avenue  D 
Building  Co.,  owner. 

PREMISES — 1599-1609  Flatbush  avenue,  southeast  corner 
of  Avenue  H  and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  an 
unrestricted  district  the  change  of  occupancy  of 
part,  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 

353-35-BZ. 

APPLICANT — George  W.  Rappold,  for  Reinhold  A. 
Skelton,  owner. 

PREMISES — 86-08  Broadway,  west  side,  62  ft.  south  of 
51st  avenue  (Maurice  avenue)  ;  (Block  No.  1549, 
Lot  No.  12),  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 


FEBRUARY  25,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  February 
25,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  18-36-BZ — Application,  January  30,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal ;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 

cal.  no.  127-35-BZ — Application  of  Casper  P.  Colla  and 
Philip  F.  Jacobs,  applicants,  on  behalf 
of  Joseph  Angelone,  owner,  reopened 
January  7,  1936,  under  section  7h  of 
the  building  zone  resolution,  to  permit 
in  a  business  district  the  parking  and 
storage  of  more  than  five  (5)  motor 
vehicles  (previously  denied  for  a  junk 
shop);  premises  115-117  Truxton 
street,  north  side,  220  ft.  east  of  Sack- 
man  street  ("Block  No  1544,  Lot  No. 
45),  Borough  of  Brooklyn. 

cal.  no.  259-35-BZ — Application.  September  25,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  Sebastiano  Scon- 


dura  and  Giovanna  Scondura,  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  107-23  As¬ 
toria  boulevard,  northwest  corner  of 
31st  drive  (Block  No.  1676,  Lot  No. 
33),  Corona,  Borough  of  Queens. 

cal.  no.  316-35-BZ — Application,  November  7,  1935,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Freeman  P.  Imperato,  appli¬ 
cant,  on  behalf  of  Elena  Lacqua, 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  alteration  and  change  of  occu¬ 
pancy  of  the  first  story  of  an  existing 
building  from  residence  use  to  business 
use  (stores)  ;  premises  180  Union 
street,  south  side,  85  ft.  west  of  Henry 
street  (Block  No.  343,  Lot  No.  21), 
Borough  of  Brooklyn. 

sal.  no.  362-35-BZ — Application,  December  28,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  &  Siegel,  ap¬ 
plicants,  on  behalf  of  Dominick  Salvato 
Co.,  Inc.,  owners,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  multiple  dwelling  with  busi¬ 
ness  use  (stores)  on  the  first  story; 
premises  2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  south¬ 
west  corner  (Block  No.  3161,  Lot  Nos. 
18  to  23  inclusive),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  25,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

363-35-A — 550  State  street,  south  side,  145  ft.  west  of  Flat- 
bush  avenue  ("Block  No.  180,  Lot  No.  22), 
Borough  of  Brooklyn. 

365-35-A — 2220-2226  Broadway,  northeast  corner  of  West 
79th  street  (Block  No.  1227,  Lot  No.  13),  Bor¬ 
ough  of  Manhattan. 

Appliance  Submitted  for  Approval 
11-36-SA — Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  25,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  excepting  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  wo.  246-35-BZ — Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Elinor  D.  Manson  and 
Nora  M.  Reich,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station ; 
premises  62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  ("Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93), 
Woodside.  Borough  of  Queens. 
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cal.  no.  267-35-BZ— Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros- 
Icauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  2,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

280-35-BZ. 

APPLICANT— Joseph  Reydel,  Jr.,  for  Borden’s  Farm 
Products  Co.,  Inc.,  and  Estate  of  Chester  S. 
Kingman  (Brooklyn  Trust  Co.,  Trustee),  owners. 

PREMISES— 11-21  Quincy  street,  north  side,  87  ft.  east  of 
Downing  street  and  32-38  Lexington  avenue 
(Block  No.  1969,  Lot  Nos.  66  and  33),  Borough  of 
Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  of  an  ex¬ 
tension  to  an  existing  milk  bottling  plant  with  the 
omission  of  the  required  rear  yard. 

326-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Isaac  Schachne, 
owner. 

PREMISES— 208  Boerum  street  and  296  Bushwick  ave¬ 
nue,  southwest  corner  (Block  No.  3081,  Lot  Nos. 
15  and  16),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

336-35-BZ. 

APPLICANT — Abraham  M.  Schwartz,  for  Sarah  Gordon, 
owner. 

PREMISES — 3312  Boston  road,  east  side,  208.15  ft.  north 
of  Gun  Hill  road  (Block  No.  4732,  Lot  No.  12), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 

351-35-BZ. 

APPLICANT — Jerrold  Kane,  for  Camager  Corporation, 
owner. 

PREMISES — 35-40  Junction  boulevard,  west  side,  100.8  ft. 
north  of  37th  avenue  (Block  No.  1469,  Lot  Nos. 
1  and  26),  Corona,  Borough  of  Queens. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5)  motor  vehi¬ 
cles. 

93-33-BZ. 

APPLICANT — John  J.  Beatty,  for  T.  H.  Fraser  Mortgage 
Corp.,  owner. 


PREMISES — 246-250  Atlantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot  Nos.  38,  39  and 
40),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution  (reopened  January  21,  1936), 

TO  PERMIT  partly  in  an  unrestricted  district  and  partly 
in  a  business  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 


MARCH  3,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  March 
3,  1936,  at  10  o'clock,  in  Room  1013,  Municipal  Building, 

on  the  following  matters : 

cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant 
on  behalf  of  Annie  Herzfeld  and 
Lillian  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Bo"ough  of  Brooklyn. 

cal.  no.  341-35-BZ — Application,  November  29,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Goodman,  applicant,  on 
behalf  of  Department  of  Water  Supply, 
Gas  and  Electricity,  City  of  New  York, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  and  repair  shop  and  also,  stor¬ 
age  yard  ;  premises  northwest  corner  of 
Cornish  avenue  and  Poyer  street 
(Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 

cal.  no.  360-35-BZ — Application,  December  23,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie 
Spinelly,  owners,  to  permit  in  a  busi¬ 
ness  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station  and  also 
the  inclusion  of  a  brake  testing  room; 
premises  2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend 
Neck  road  (Block  No.  7371,  Lot  Nos. 
68  and  70),  Borough  of  Brooklyn. 

cal.  no.  9-36-BZ — Application,  January  20,  1936,  under 
sections  7b,  7c  and  21  of  the  building 
zone  resolution,  of  Homack  Construc¬ 
tion  Corporation,  applicant,  on  behalf 
of  Rubin  Fagen,  Benjamin  Nochomov, 
Oswald  Welcome,  Michael  Kennedy 
and  Anna  K.  Kennedy,  owners,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  motion  pic¬ 
ture  theatre  and  stores;  premises  1617- 
1623  Avenue  M  and  1298  East  17th 
street,  northwest  corner  (Block  No. 
6736-C,  Lot  Nos.  48,  49  and  50),  Bor¬ 
ough  of  Brooklyn. 
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cal.  no.  19-36-BZ— Application,  January  30,  1936,  under 
sections  7 h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S.  J.  Reckford, 
et  al.,  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  3,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

12-36- A — 279-283  Fourth  avenue  and  100  East  22nd  street 
southeast  corner  (Block  No.  877,  Lot  No  89)’ 
Borough  of  Manhattan.  ’ 
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cal  no.  303-35-BZ— Application,  October  31,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Montour  Holding 
Corporation,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  28-10  Cross  Islanc 
boulevard  and  28-09  171st  street,  south¬ 
west  corner  (Block  No.  4932,  Lot  Nc 
6),  Flushing,  Borough  of  Queens. 

cal  no.  3 15-35-BZ— Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Triboro  Homes, 
Inc.,  owner,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district  the  erection  and  maintenance 

oo  no8'aS0^t?e  serv*ce  station;  premises 
90-02  Astoria  boulevard,  southeast  cor¬ 
ner  of  90th  street  (Block  No.  1364, 
Lot  No.  68),  East  Elmhurst,  Borough 
of  Queens. 


MONDAY,  MARCH  9,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

122-31-BZ. 

APPLICANT — Samuels  &  Samuels,  for  Andrew  I* 
Miller,  owner. 

PREMISES— 141-09  Lincoln  avenue,  northwest  corner  c 
142nd  street  (Block  No.  1122,  Lot  No.  134),  Sout 
Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  7f  of  the  building  zon 
nrnu  •  (reopened  October  1,  1935), 

lO  PERMIT  in  a  business  district  the  maintenance  of 
gasoline  service  station  for  a  further  temporar 
period  of  two  (2)  years. 


245-35-BZ. 

APPLICANT-C.  Cantore,  owner. 

PREMISES— -36-18  30th  street,  west  side,  164.17  ft.  sout 
of  Washington  avenue  (Block  No.  342,  Lot  Nc 

atddt  T^A^.T^ftoria’  borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zon 
resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  am 
extension  of  an  existing  store. 


126-35-BZ. 

APPLICANT— Edwin  H.  Snackenberg,  for  Sidney  Ho 
Iaender,  owner. 

REMISES— 182-01  to  182-09  Hillside  avenue  and  87-2 
‘°87;31  l82nd  street,  northeast  corner  (Block  N( 

APPTTrAmTT^T^i^  Jam.aica>  Borough  of  Queens. 
APPLICATION,  under  section  21  of  the  building  zon 

resolution  (reopened  and  restored  to  calenda 
October  22,  1935), 

TO  PERMIT  in  a  business  district  the  erection  an 
maintenance  of  a  gasoline  service  station  (previ 
ously  dismissed  for  lack  of  prosecution). 


cal.  no.  225-35-BZ— Application,  August  22,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  C.  Winters,  applicant, 
on  behalf  of  Emco  Estates,  Inc.,  own¬ 
er,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing 
garage  for  five  (5)  motor  vehicles  to 
a  carpet  cleaning  establishment;  prem¬ 
ises  2777  (2779  displayed)  Fulton 

street,  north  side,  75  ft.  west  of  Van 
Siclen  avenue  (Block  No.  3932,  Lot 
No.  52),  Borough  of  Brooklyn. 

cal.  no.  281-35-BZ— Application,  October  11,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Abraham  Wilson,  applicant 
substituted  for  Michael  Glick,  on  be¬ 
half  of  Nosmarba  Realties,  Inc., 
owner,  to  permit  in  a  residence  dis¬ 
trict  the  alteration  and  change  of  oc¬ 
cupancy  of  part  of  a  multiple  dwelling 

ooocb^SinejS  ^-Use  (stores)  1  premises 
^95  Grand  Concourse,  southwest  cor¬ 
ner  of  East  183rd  street  (Block  No. 
3163,  Lot  No.  22),  Borough  of  The 
Bronx. 


cal.  no.  300-35-BZ— Application,  October  30,  1935,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  William  Richter,  appli¬ 
cant,  an  behalf  of  Arthill  Realty  Cor¬ 
poration,  owner,  to  permit  in  a  business 
district  the  extension  of  an  existing 
gasoline  service  station ;  premises  2664- 
2694  Ocean  parkway,  west  side,  15  ft. 
south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of 
Brooklyn. 


MARCH  10,  1936,  10  A.  M. 

Building  Zone  Applications 

^  HEREBY  GIVEN  by  the  Board  of  Stai 
appeals  of  a  public  hearing  under  the  provisii 

10  19e^bUifding  ?°inei  re.sol“tlon>  Tuesday  morning,  Ma 
♦I936/  1(?  °  clock>  ln  Rc,om  1013,  Municipal  Buildi 

on  the  following  matters : 


cal.  no.  6-36-BZ— Application,  January  10,  1936,  under 
section  21  of  the  building  zone  resolu- 
[lon-  of  J-  Cafiero,  applicant,  on 
behalf  of  Frank  Ernst,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  motor  vehicle 
repair  shop  and  also,  a  gasoline  service 
station;  premises  5001-5011  Farragut 
road  and  1429-1435  Utica  avenue. 
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northeast  corner  (Block  No.  4785,  Lot 
Nos.  46  and  48),  Borough  of  Brooklyn. 
HARRIS  H.  MURDOCK,  Chairman. 


MARCH  10,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
10,  1936,  at  2  o’clock,  in  Room  1013,  Municipal'  Building, 
on  the  following  matter: 

CAL.  NO.  510-27-BZ— Application  of  Edwin  H.  Snacken- 
berg,  applicant,  on  behalf  of  Stony 
Road  Corporation,  present  owner,  re¬ 
opened  February  18,  1936,  for  consider¬ 
ation  of  an  amendment  to  the  resolu¬ 
tion  of  July  17,  1928 — re  Application, 
granted  on  condition,  under  sections 
7g  and  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises 
southwest  corner  of  Cypress  Hills 
road  and  Cooper  avenue  (Block  No. 
2882,  part  of  Lot  No.  8),  Ridgewood, 
Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  17,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 

cal.  no.  31-33-BZ — Application  of  John  J.  M.  O’Shea, 
applicant,  on  behalf  of  Denis  P.  Healy, 
owner,  reopened  June  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station — previously 
granted  by  the  board  for  a  temporary 
period  of  two  (2)  years  (temporary 
permit  has  expired  and  station  has 
not  been  erected)  ;  premises  610-622 
Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot 
Nos.  40  and  43),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  FEBRUARY  18,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  February  11,  1936,  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  'February  11,  1936,  were  approved  as  printed  in 
Bulletin  No.  7,  Vol.  XXI. 


BUILDING  ZONE  CASES 

303-35-BZ. 

APPLICANT— William  E.  Kennedy,  for  Montour  Hold¬ 
ing  Corp.,  owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 28-10  Cross  Island  boulevard 
and  28-09  171st  street,  southwest  corner  (Block 
No.  4932,  Lot  No.  6),  Flushing,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Gerald  Murphy. 

For  Opposition :  Mrs.  H.  W.  Harrison,  Norman 
Cramb,  Elizabeth  Butler,  David  S.  Kumble, 
Harry  K.  Nadell  and  Isidor  Mates. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1936,  at 
10  a.m.,  upon  request  of  applicant’s  representative. 


315-35-BZ. 

APPLICANT — William  E.  Kennedy,  for  Triboro  Homes, 
Inc.,  owner. 


SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 90-02  Astoria  boulevard, 

southeast  corner  of  90th  street  (Block  No.  1364, 
Lot  No.  68),  East  Elmhurst,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Gerald  Murphy. 

For  Opposition :  None. 

ACTION  OF  BOARD— Laid  over  to  March  10,  1936,  at 
10  a.m.,  upon  request  of  applicant’s  representative. 


599-31-BZ. 

APPLICANT — Irving  M.  Fenichel  for  Sajamo  Realty 
Corp.,  and  Sanitary  Cleansing  Corp.,  owners. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  facts — (re  decision  of  the  superintendent 
of  buildings)  under  sections  7a,  7b  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  extension  of  an  existing  dyeing  estab¬ 
lishment. 

PREMISES  AFFECTED— 237-239  Nostrand  avenue,  east 
side,  25  ft.  north  of  Kosciusko  street  (Block  No. 
1779,  Lot  Nos.  2  and  3),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Irving  M.  Fenichel. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  9 

Absent  .  ® 
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101-32-BZ. 

APPLICANT — Greenbaum  and  Hollander,  for  Thema 
Rosen,  owner. 

SUBJECT — Application  for  reopening — restoration  to  the 
calendar — re  Application  (decision  of  the  commis¬ 
sioner  of  buildings)  under  section  7h  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district 
for  a  period  not  greater  than  two  (2)  years,  the 
parking  or  storage  of  more  than  five  (5)  motor 
vehicles  on  a  lot  or  plot  unbuilt  upon. 

PREMISES  AFFECTED — 2871  Bailey  avenue,  west  side, 
107.59  ft.  south  of  West  230th  street  (Block  No. 
3264,  part  of  Lot  Nos.  70  and  79),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant :  Samuel  Greenbaum. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 


510-27-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Stony  Road 
Corporation,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7g  and  21  of  the  building 
zone  resolution,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — Southwest  corner  of  Cypress 
Hills  road  and  Cooper  avenue  (Block  No.  2882, 
part  of  Lot  No.  8),  Ridgewood,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  March  10,  1936, 
at  2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


540-30-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Peter  Fiore,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  superintendent 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting,  partly  in  a  business  district 
and  partly  in  an  unrestricted  district,  the  erection 
and  maintenance  of  garages  for  more  than  five 
(5)  motor  vehicles  and,  also  a  gasoline  service 
station. 

PREMISES  AFFECTED— Southeast  corner  of  East  147th 
street  and  Southern  boulevard  (Block  No.  2600, 
Lot  No.  30),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . 4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(540-30-BZ) 

Whereas,  this  application  affecting  premises  southeast 
corner  of  East  147th  street  and  Southern  boulevard  (Block 
No.  2600,  Lot  No.  30),  Borough  of  The  Bronx,  was  granted 
by  the  board  January  20,  1933,  on  certain  conditions,  time 
extended  January  16,  1934,  and  applicant  requested  a  fur¬ 
ther  extension  of  time,  stating  that  plans  have  been  filed 
and  approved ;  and 

Whereas,  the  applicant  requests  a  further  extension  of 
time  stating  that  owing  to  financial  conditions,  owner  had 
not  been  able  to  start  work. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
January  20,  1933,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  obtaining  permits  and  completion  of 
work,  in  view  of  statement  previously  made  by  applicant 
when  the  previous  exterision  of  time  was  granted,  that 
plans  had  been  filed  and  approved,  that  the  time  within 
which  the  work  is  to  be  completed  shall  be  extended  one 
year  from  the  date  of  this  amended  resolution,  on  condi¬ 
tion  that  other  than  as  amended  herein,  the  resolution 
adopted  by  the  board  on  January  20,  1933,  shall  be  complied 
with  in  all  other  respects. 


504-18-BZ. 

APPLICANT — Griggs,  Baldwin  and  Baldwin,  for  The 
Stanton  Co.,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (re  decision  of  the  commissioner  of 
buildings)  under  section  7c  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
alteration  and  change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five  (5)  motor 
vehicles  and  also  the  omission  of  the  required  rear 
yard. 

PREMISES  AFFECTED — 138-140  East  25th  street,  south 
side,  94  ft.  east  of  Lexington  avenue  (Block  No. 
880,  Lot  Nos.  61  and  62),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Donald  Baldwin. 

ACTION  OF  BOARD — -Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(504-18-BZ) 


Whereas,  this  application  affecting  premises  138-140  East 
25th  street,  south  side,  94  ft.  east  of  Lexington  avenue 
(Block  No.  880,  Lot  Nos.  61  and  62),  Borough  of  Man¬ 
hattan,  was  granted  by  the  board  January  21,  1936,  on  cer¬ 
tain  conditions,  and  owner  through  his  attorneys,  requested 
an  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
January  21,  1936,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  the  construction  of  the  roof,  so  that 
as  amended  that  portion  of  the  resolution  relating  to  the 
construction  of  the  building  shall  be  amended  to  read : 
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"on  condition  that  the  building  shall  be  constructed 
fireproof  throughout,  except  that  the  roof  may  be  of 
non-fireproof  construction ;  provided  the  ceiling  beneath 
same  shall  be  fire-retarded  in  accordance  with  the  rules 
of  the  Board  of  Standards  and  Appeals  and  that  the 
roof  weather  surfacing  shall  be  of  non-inflammable 
material ;  that  the  building  shall  in  all  other  respects 
other  than  as  amended  herein  comply  with  all  laws 
and  regulations  applying  to  a  storage  garage ;  that 
other  than  as  herein  amended  the  resolution  adopted 
by  the  board  on  January  21,  1936,  shall  be  complied 
with  in  all  respects.” 


387-33-BZ. 

APPLICANT— William  Mulligan,  owner. 

SUBJECT— Application  for  reopening— extension  of  per¬ 
mit — re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  district  the 
alteration  and  change  of  occupancy  to  an  existing 
dwelling  so  as  to  include  a  business  use  (store) 
for  a  further  temporary  period  of  one  (1)  year. 

PREMISES  AFFECTED— 122-12  25th  road,  south  side, 
40  ft.  west  of  123rd  street  (Block  No.  218,  Lot 
No.  29),  College  Point,  Borough  of  Queens. 

APPEARANCES—  ,  „  „  , 

For  Applicant :  William  Mulligan  and  Mrs.  Mul¬ 
ligan.  .  . 

For  Opposition :  Victor  A.  Yorio  and  Pio  Darin. 

ACTION  OF  BOARD— Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  0 

THE  RESOLUTION— 

(387-33-BZ) 

Whereas,  this  application  affecting  premises  122-12  25th 

road,  south  side,  40  ft.  west  of  123rd  street  (Block  No. 


218  Lot  No.  29),  College  Point,  Borough  of  Queens,  was 
granted  by  the  board  April  10,  1934,  for  a  temporary  period 
of  one  year,  the  period  was  extended  by  vote  of  the  board 
for  an  additional  period  of  one  year,  March  12,  1935 ;  and 
Whereas,  the  applicant  requests  a  further  extension  of 

^Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  reaffirm  the  resolution  adopted  by  the  board  on 
April  10,  1934,  permitting  a  portion  of  the  first  floor  as 
indicated  on  plans  marked  “Received  December  29,  1933  , 
to  be  used  as  a  grocery  store  for  a  period  terminating  Sep¬ 
tember  1,  1936,  on  condition  that  there  shall  be  no  struc¬ 
tural  alterations  made  to  the  exterior  of  the  building ,  that: 
this  store  shall  be  used  only  for  the  sale  of  groceries  and 
newspapers,  excluding  the  sale  of  all  material  of  an  in¬ 
flammable  nature  and  also  excluding  the  sale  of  fish  and 
delicatessen ;  that  no  sign  shall  be  displayed  on  the  exterior 
of  the  building  or  on  the  premises  other  than  a  neat  sign 
painted  on  the  window;  that  there  shall  be  no  display  of 
goods  outside  the  building  on  the  premises ;  that  this  van- 
ance  is  granted  for  the  above-stated  period  with  the  under- 
standing  it  will  be  discontinued  after  the  expiration 
thereof. 


APPEAL  FROM  ADMINISTRATION  ORDER 

361-35- A. 

APPELLANT— Cornelius  Vanderbilt,  owner. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 640  Fifth  avenue,  northwest 
corner  of  West  51st  street  (Block  No.  1267,  Lot 
No.  34),  Borough  of  Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD— Appeal  withdrawn  upon  written 
request. 

THE  VOTE  TO  WITHDRAW—  ..  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . ~ 

Absent  .  " 


Adjourned,  11  :00  a.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  FEBRUARY  18,  1936 
Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

1305-25-BZ. 

APPLICANT— Henry  J.  Nurick,  for  Love  Lane  Auto¬ 
motive  Corp.,  owner. 

SUBJECT— Application  for  reopening— re  (decision  of 
the  commissioner  of  buildings) — amendment  re 
Application,  previously  granted  under  sections  7e 
and  21  of  the  building  zone  resolution,  permitting 
in  a  business  district  the  alteration  and  extension 
of  an  existing  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


PREMISES  AFFECTED — 42-50  Love  lane  and  1-9  Col¬ 
lege  place,  northwest  corner  (Block  No.  236,  Lot 
Nos.  71,  72,  73  and  75),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Henry  J.  Nurick. 

ACTION  OF  BOARD— Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  ^ 


311-35-BZ. 

APPLICANT— Earl  I.  Gallant,  for  Workers  Colony  Cor¬ 
poration,  owner. 
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SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  alteration  and 
change  of  occupancy  of  a  portion  of  an  existing 
multiple  dwelling  to  a  restaurant. 

PREMISES  AFFECTED — 2700  Bronx  Park  East,  north¬ 
east  corner  of  Allerton  avenue  (Block  No.  4506, 
Lot  No.  1),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Israel  Myman  and  Linnit  Ber¬ 
nard. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(311-35-BZ) 

Whereas,  Earl  I.  Gallant,  for  Workers  Colony  Corpora¬ 
tion,  owner,  filed  November  4,  1935,  an  application  under 
the  building  zone  resolution  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the  alteration  and 
change  of  occupancy  of  a  portion  of  an  existing  multiple 
dwelling  to  a  restaurant ;  premises :  2700  Bronx  Park  East, 
northeast  corner  of  Allerton  avenue  (Block  No.  4506,  Lot 
No.  1),  Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  18,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bronx  Park  East  is  in  a 
residence  district ;  Allerton  avenue  is  in  business  and  resi¬ 
dence  districts ;  Barker  avenue  is  in  residence  and  business 
districts  and  Britton  street  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  23,  1935,  re  Alt.  App.  No.  596-35,  reads : 

“1.  Proposed  occupancy  of  portion  of  building  in 
residence  district  as  public  restaurant  is  contrary  to 
provisions  of  building  zone  resolution.  Building  in 
which  it  is  proposed  to  place  restaurant  is  located 
partly  in  a  residence  district  and  partly  in  a  business 
district.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
five  stories  and  basement  in  height,  with  a  frontage  of  166 
ft.  8 y$  in.  on  Bronx  Park  East  and  140  ft.  2^4  in.  on  Aller¬ 
ton  avenue;  to  be  occupied  as  a  restaurant  in  a  portion  of 
the  basement  and  as  apartments  above;  and 
Whereas,  the  site  in  question  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  which  recom¬ 
mended  that  the  variation  be  granted  for  a  period  of  five 
years,  under  section  21  of  the  building  zone  resolution, 
under  certain  specific  stipulations. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof  for  a  period  of  five  years  from  the  date  of  this 
action,  to  permit  the  proposed  restaurant  located  in  the 
basement  of  the  multiple  dwelling  at  the  corner  of  Aller¬ 
ton  avenue  and  Bronx  Park  East  within  the  residence 
district  to  be  used  as  a  cooperative  dining  room  for  the 
exclusive  use  of  the  tenants  in  this  building  and  the  other 
adjacent  buildings  under  the  management  and  control  of 
the  Workers  Colony  Corporation,  on  condition  that  there 
shall  be  no  signs  displayed  on  the  exterior  of  the  building, 
except  one  non-illuminated  sign  at  the  existing  entrance 
to  the  basement  restaurant  from  the  interior  of  the  court 
leading  from  Allerton  avenue,  which  shall  read  “This  Co¬ 


operative  Dining  room  is  for  the  exclusive  use  of  the 
tenants  of  the  buildings  under  the  management  of  the 
Workers  Colony  Corp.” ;  that  the  glass  in  the  windows  of 
the  restaurant  facing  Allerton  avenue  and  Bronx  Park 
East  shall  be  changed  to  opaque  glass ;  that  a  second  means 
of  exit  from  the  proposed  restaurant  shall  be  maintained 
to  Bronx  Park  East,  but  this  entrance  shall  be  used  solely 
for  exit  purposes  in  case  of  fire;  that  the  space  used  for 
the  restaurant  and  the  necessary  equipment  therefor  shall 
not  exceed  the  area  indicated  on  plans  filed  with  this 
appeal. 


312-35-BZ. 

APPLICANT — Frackman  and  Robins,  for  La  Fontaine 
Estates,  Inc.,  owner. 

SLTBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  residence  district  the 
change  of  occupancy  of  an  existing  building  to  a 
tavern,  restaurant  and  dwelling. 

PREMISES  AFFECTED — 2231  Grand  Concourse  and  157 
East  182nd  street,  northwest  corner  (Block  No. 
3163,  Lot  No.  40),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Mark  Frackman,  Charles  Lutz 
and  L.  B.  Santangelo. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(312-35-BZ) 

Whereas,  Frackman  and  Robins,  for  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  filed  November  6,  1935,  an  application 
under  the  building  zone  resolution  to  permit  in  a  residence 
district  the  change  of  occupancy  of  an  existing  building  to 
a  tavern,  restaurant  and  dwelling;  premises:  2231  Grand 
Concourse  and  157  East  182nd  street,  northwest  corner 
(Block  No.  3163,  Lot  No.  40),  Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  18,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  in  a  resi¬ 
dence  district ;  Creston  avenue  is  in  residence  and  business 
districts ;  East  182nd  street  is  in  a  residence  district ;  East 
181st  street  is  in  residence  and  business  districts  and  East 
183rd  street  is  in  a  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  10,  1935,  re  Zone  Violation  50-1933, 
reads : 

“A  certificate  of  occupancy  for  the  tavern,  restau¬ 
rant  and  dwelling  at  above  mentioned  location  is  here¬ 
by  denied  in  that  a  zone  violation  is  pending  for  the 
change  of  occupancy  to  a  tavern,  etc.,  as  the  location 
is  within  a  residence  district  and  approved  plans  and 
specifications  have  not  been  filed  and  approved  by  this 
department  for  such  change.” 

and 

Whereas,  the  building  is  of  frame  and  brick  construc¬ 
tion  two  stories  in  height,  with  a  frontage  of  19  ft.  and  a 
depth  of  44  ft.  (irregular)  to  be  "occupied  as  a  tavern, 
restaurant  and  dwelling;  and 
Whereas,  the  site  in  question  was  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board,  verbal  report  of 
which  inspection  was  made  by  the  chairman  on  behalf  of 
the  committee,  and  which  report  recommends  that  the 
application  should  be  granted  under  section  21  of  the  build¬ 
ing  zone  resolution  for  a  period  of  two  years  under  certain 
conditions. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof  for  a  period  of  two  years  from  the  date  of  this 
action,  permitting  the  ground  floor  to  be  used  as  a  public 
restaurant,  on  condition  that  no  exterior  signs  shall  _  be 
erected  except  one  sign  on  the  door  to  the  premises,  setting 
forth  the  name  of  the  restaurant  only;  that  the  second 
story  of  the  premises  shall  either  be  unused,  or  used  for 
residential  purposes  only  with  an  entrance  thereto  entirely 
separated  from  the  first  floor;  that  the  existing  stair  from 
the  first  floor  to  the  second  floor  shall  be  entirely  blocked 
off  and  left  unused ;  that  the  building  shall  not  be  increased 
in  height  or  area. 


255-35-BZ. 

APPLICANT— New  York  Railways  Corporation,  owner. 
SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
alteration  and  conversion  of  a  building  used  for 
housing  street  cars  to  a  garage  for  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 1552-1560  Lexington  avenue, 
northwest  corner  of  East  99th  street  and  1301- 
»  1309  Park  avenue  (Block  No.  1627  (west),  south 
part  of  Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES—  .  ,  „  _ 

For  Applicant:  John  T.  Cahill,  Edmund  C.  Co 
and  Francis  Seaman. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended  . 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(255-35-BZ) 

Whereas,  this  application  affecting  premises  1552-1560 
Lexington  avenue,  northwest  corner  of  E.  99th  street  and 
1301-1309  Park  avenue  (Block  No.  1627  (west),  south  part 
of  Lot  No.  1),  Borough  of  Manhattan,  was  granted  by 
the  board  November  26,  1935,  on  certain  conditions,  and 
applicant  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  on  November  26,  1935, 
by  adding  thereto  the  following: 

“that  the  party-wall  separating  this  building  from  the 
adjoining  building  on  the  north,  zoning  variance  for  its 
use  as  a  garage  having  been  granted  by  this  board 
under  Cal.  No.  503-26-BZ,  shall  be  16  in.  in  thickness 
on  the  ground  floor  and  12  in.  in  thickness  on  the 
second  floor  and  shall  extend  above  the  roof  for  a 
distance  of  not  less  than  18  in.,  that  there  shall  be  in 
this  wall  no  openings  connecting  the  two  buildings 
in  either  story  except  an  opening  on  the  ground  floor 
and  one  on  the  second  floor  as  shown  on  plans  marked 
‘Received  January  30,  1936’,  on  condition  that  these 
openings  shall  be  protected  on  either  side  of  the  wall 
with  automatic  rolling  steel  fire  curtains,  bearing  an 
Underwriter’s  label  for  construction;  that  each  open¬ 
ing  shall  not  exceed  20  ft.  in  width  and  12  ft.  in 
height.” 


73-34-BZ. 

APPLICANT— Jacob  Lubroth,  for  Morris  Abramowitz, 

owner.  .  , 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and  also,  a  gasoline 
service  station— part  of  a  larger  plot  located  partly 
in  a  residence  district  upon  which  a  similar  appli¬ 
cation  was  denied.  ,  ,  , 

PREMISES  AFFECTED— 1140-1158  McDonald  avenue 
(Gravesend  avenue),  west  side,  63  ft.  5 Ys  in.  south 
of  20th  avenue  (Block  No.  5464,  Lot  No.  15), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Jacob  Lubroth. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN—  ,  _ 

Affirmative :  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . J 

Negative  .  n 

Absent  . 

THE  VOTE  TO  AMEND— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  1 

Negative  .  n 

Absent  . . 

THE  RESOLUTION— 

(73-34-BZ)  > 

Whereas,  this  application  affecting  premises  1140-1158 
McDonald  avenue  (Gravesend  avenue),  west  side  63  it.  5 /8 
in.  south  of  20th  avenue  (Block  No.  5464,  part  of  Lot  No. 
15)  Borough  of  Brooklyn,  was  granted  by  the  board  Sep¬ 
tember  10,  1935,  on  certain  conditions,  and  applicant  re¬ 
quested  an  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
September  10,  1935,  be  and  it  hereby  is  amended,  so  that  as 

amended  the  resolution  shall  read: 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  oi  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  garage  building  shall  not  exceed  one 
story  in  height  and  shall  be  constructed  of  fireproof 
materials,  except  that  the  roof  beams  and  roof  board¬ 
ing  may  be  of  wood,  provided  the  ceilings  throughout 
are  fire-retarded  in  accordance  with  the  Rules  of  the 
Board  of  Standards  and  Appeals;  that  there  shall  be 
no  openings  in  the  walls  to  the  south  and  west,  limiting 
all  openings  for  entrance  and  exit  of  automobiles  to 
McDonald  avenue  and  to  the  gasoline  selling  area, 
that  such  doors  may  have  wood  frames  and  wood 
doors  but  all  other  doors  and  windows  shall  have  fire¬ 
proof  frames  and  sash  glazed  with  wired  glass;  that 
all  skylights  shall  be  glazed  with  sheet  glass  with 
screens  over  and  under  with  no  part  of  any  skylight 
within  twenty  feet  of  the  southerly  lot  line ;  that  gaso¬ 
line  stored  within  the  garage  shall  be  limited  to  two 
buried  storage  tanks  with  not  over  two  gasoline  pumps 
erected  within  the  garage;  that  no  motor  vehicle  re¬ 
pairing  shall  be  carried  on  or  permitted  within  the 
garage  or  elsewhere  on  the  premises  ;  that  the  gasoline 
station  accessory  buildings  shall  be  limited  to  one  story 
in  height  and  shall  be  constructed  of  fireproof  ma¬ 
terials  except  that  the  roof  framing,  boarding,  window 
frames  and  sash,  door  frames  and  sash  may  be  of 
wood  except  where  opening  into  the  garage ;  that  there 
shall  be  no  open  excavation  under  any  building  except 
the  pits  for  the  greasing  racks  and  that  the  greasing 
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rack  section  shall  have  an  arched  opening  with  no 
doors  unless  there  are  no  pits  constructed  and  the 
greasing  racks  are  of  the  hydraulic  type  in  which  case 
doors  of  the  overhead  type  may  he  constructed,  and 
that  there  shall  be  no  other  excavation  except  for  the 
boiler  room  to  be  located  in  the  proposed  garage  and 
which  shall  be  entirely  separated  from  the  balance  of 
the  building  by  fireproof  construction  and  enterable 
only  from  the  exterior;  that  the  entire  gasoline  selling 
area  shall  be  cement  paved;  that  there  shall  be  a  wall 
erected  from  20th  avenue  to  McDonald  avenue,  on  the 
northerly  lot  line,  such  wall  to  be  constructed  of  face 
brick  and  to  be  not  less  than  four  feet  in  height  except 
that  an  iron  picket  fence  may  be  substituted  for  the 
upper  two  feet  of  such  wall ;  that  no  gasoline  pumps 
shall  be  erected  nearer  than  twelve  feet  to  either  street 
building  line ;  that  there  shall  be  constructed  on  the 
street  building  lines  reinforced  concrete  curbs  not  less 
than  5  in.  in  height  with  rounded  tops  nor  less  than  12 
in.  in  width  with  not  more  than  four  (4)  openings 
therein,  two  (2)  from  McDonald  avenue  and  two  (2) 
from  20th  avenue,  no  opening  to  exceed  25  ft.  in  width 
and  no  part  of  any  opening  to  be  nearer  than  5  ft. 
from  any  part  of  the  wall  of  any  building;  that  curb 
cuts  opposite  such  openings  shall  not  exceed  35  ft. 
each;  that  the  walls  of  the  accessory  buildings,  lot  line 
walls  and  northerly  and  easterly  garage  walls  shall  be 
constructed  of  face  brick  with  stone  or  terra  cotta 
trimmings  or  of  glazed  architectural  terra  cotta;  that 
advertising  shall  be  limited  to  the  illuminated  globes 
of  the  pumps,  to  permanent  flat  signs  on  the  garage 
and  office  section  and  to  two  post  standards  erected 
within  the  building  line  to  support  signs,  which  may  be 
illuminated  and  which  may  extend  beyond  the  building 
line  not  over  eight  (8)  feet  and  which  shall  advertise 
only  the  brand  of  gasoline  on  sale,  excluding  all  other 
signs  including  roof  signs  and  those  of  a  temporary 
nature;  that  the  abutting  property  under  this  same 
ownership  and  located  in  the  residential  use  district 
shall  be  seeded  to  grass  and  kept  in  presentable  con¬ 
dition  at  all  times  with  no  rubbish  permitted,  unless 
used  for  a  conforming  use  in  no  way  connected  with 
the  garage  or  gasoline  station  occupancy;  that  in  the 
event  that  the  owner  desires  to  postpone  construction 
of  the  garage  portion,  the  wall  shown  as  the  northerly 
wall  of  the  garage  shall  be  constructed  for  the  full 
width  east  and  west  and  to  the  height  of  the  roof  of 
the  accessory  buildings,  future  openings  in  same  to  be 
temporarily  bricked  up ;  that  in  the  event  the  garage  is 
so  postponed,  the  garage  site  is  to  be  kept  free  from 
rubbish  and  no  storage  or  parking  of  cars  except  by 
permission  of  the  Board  of  Standards  and  Appeals.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

363-35-A. 

APPELLANT — Saul  Goldsmith,  for  Lida  M.  Slattery, 
lessee  of  basement. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 550  State  street,  south  side, 
145  ft.  west  of  Flatbush  avenue  (Block  No.  180, 
Lot  No.  22),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Appellant :  Saul  Goldsmith. 

For  Administration :  None. 

ACTION  OF  BOARD — Laid  over  to  February  25,  1936,  at 
2  p.m.  Representative  of  commissioner  of  build¬ 
ings  to  be  present. 


12-36- A. 

APPLICANT — Arthur  B.  Miller,  for  The  Domestic  & 
Foreign  Missionary  Society  of  the  Protestant 
Episcopal  Church  in  the  United  States,  owner. 


SUBJECT — Appeal  from  orders  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 279-283  Fourth  avenue  and  100 
East  22nd  street,  southeast  corner  (Block  No.  877, 
Lot  No.  89),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Arthur  B.  Miller. 

For  Administration :  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1936,  at 
2  p.m.,  for  report  of  committee  on  inspection. 


328-33-A. 

APPELLANT  Edward  P.  Doyle,  for  Joseph  I.  Girardi, 
owner. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 4299  Boston  road,  west  side 
283.31  ft.  south  of  City  Line  (Block  No.  5655,  Lot 
No.  313),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Appellant :  None. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  Tp  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . !!!!!!!.  0 

Absent  . ”  ’  ”  q 


13-36-A. 

•APPLICANT  Francis  Seaman  for  New  York  Railways 
corporation,  owner. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1552-1560  Lexington  avenue, 
northwest  corner  of  East  99th  street  and  1301-1309 
Park  avenue  (Block  No.  1627  (south),  part  of  Lot 
No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  John  T.  Cahill,  Edmund  C.  Collins 
and  Francis  Seaman. 

For  Administration:  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Granted  on  condition. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  . ”!!!!!!!.  0 

Absent  . ”  q 

THE  RESOLUTION— 


(13-36-A) 

Whereas,  Francis  Seaman,  for  New  York  Railways 
Corporation,  owners,  filed  January  23,  1936,  an  appeal  from 
a  decision  of  the  commissioner  of  buildings  affecting  prem¬ 
ises  1552-1560  Lexington  avenue,  northwest  corner  of  East 
99th  street  and  1301-1309  Park  avenue  (Block  No.  1627 
(south),  part  of  Lot  No.  1),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  January  22,  1936,  re  App.  No.  418-1935,  reads : 

“Gasoline  tanks  are  contrary  to  Section  No.  156-1, 
Chapter  10  of  the  Code  of  Ordinances.  (Maximum 
capacity  of  any  gasoline  tank  is  limited  to  550  gallons.) 
No  further  examination  made  at  this  time.” 

and 

Whereas,  the  building  is  two  stories,  42  ft  6  in  in 
height,  405  ft.  on  East  99th  street  by  113  ft.  9  in.  on  Lex¬ 
ington  avenue  and  Park  avenue,  erected  in  1908  and  used 
since  then  as  a  car  barn ;  it  is  proposed  to  convert  the 
building  into  a  garage  for  the  storage  of  buses  in  accord¬ 
ance  with  resolution  of  the  board  in  Cal.  No.  255-35-BZ. 
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The  building  is  equipped  with  a  sprinkler  system;  appli¬ 
cant  proposes  to  install  12  tanks  of  5,000  gallons  capacity 
each,  having  a  total  storage  of  60,000  gallons  of  gasoline 
for  the  use  of  motor  coaches,  to  be  operated  by  the  Mew 
York  Railways  Corp.  or  subsidiary  companies ;  and 

Whereas,  the  applicant  contends  that  it  is  essential  that 
provision  should  be  made  in  this  garage  for  adequate 
storage  of  gasoline  to  serve  several  crosstown  and  several 
longitudinal  lines,  notably  Madison  avenue,  Lexington  ave¬ 
nue,  79th  street,  86th  street,  96th  street  and  116th  street. 
The  applicant  has  made  provision  for  its  immediate  needs 
alone.  The  amount  of  gasoline  storage  applied  for  is  nec¬ 
essary  to  provide  for  sufficient  supply  in  the  event  of 
delays  due  to  serious  storms,  strikes  and  other  disturb¬ 
ances.  The  buses  to  be  operated  from  this  garage  have 
a  gasoline  capacity  of  85  gallons  and  records  indicate  that 
the  average  consumption  will  be  50  gallons  per  bus  per 
day.  This  building  and  the  building  to  the  north  have  a 
capacity  of  350  buses  requiring  a  gasoline  consumption  of 
17,500  gallons  daily.  The  total  gasoline  storage  requested 
represents  a  four  day  supply  which  seems  reasonable  un¬ 
der  the  various  difficulties  the  company  may  encounter  in 
obtaining  and  maintaining  a  gasoline  supply.  It  is  obvi¬ 
ously  difficult  and  dangerous  to  attempt  storage  of  this 
amount  of  gasoline  in  550  gallon  tanks  because  of  the 
great  multiplicity  of  piping  required  ;  the  proposed  gasoline 
storage  will  in  no  way  effect  the  interior  column  footings 
or  wall  footings;  the  tanks  will  occupy  the  position  of  an 
existing  transfer  pit  which  it  is  planned  to  deepen  to  ac¬ 
commodate  the  tank  installation.  From  information  ob¬ 
tained  there  will  be  a  rock  foundation  under  the  tanks 
eliminating  strains  that  might  be  caused  by  settlement; 
that  there  exist  in  New  York  gasoline  installations  larger 
in  total  capacity  and  tank  sizes  than  are  proposed  for  this 
site  and  the  operation  of  these  installations  has  been  en¬ 


tirely  safe  and  satisfactory. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified  and  that  the  appeal  be 
and  it  hereby  is  granted  to  permit  the  installation  of  twelve 
5,000  gallon  tanks  for  the  storage  of  gasoline  for  the 
servicing  of  buses  in  this  storage  garage,  permitted  by 
zoning  variance  granted  under  Cal.  No.  255-35-BZ,  on 
condition  that  the  construction  of  pits,  tanks,  piping,  ven¬ 
tilation  and  other  structural  details  shall  be  executed  in 
full  accordance  with  the  revised  detail  plan  marked  “Re¬ 
ceived  February  17,  1936”,  subject  to  the  further  approval 
of  detailed  working  drawings  to  be  submitted  to  this  board 
before  filing  same  with  the  commissioner  of  buildings ;  that 
the  tanks  shall  be  inspected  monthly,  record  of  such  in¬ 
spections  to  be  available  for  examination  by  the  inspector 
of  combustibles;  that  the  ventilation  system  shall  be  kept 
in  continuous  operation ;  that  there  shall  be  an  electrical 
connection  to  preclude  operation  of  the  dispensing  pumps 
unless  the  ventilating  exhaust  fan  is  being  electrically 
operated. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

15-36-SA. 

APPLICANT — Benjamin  Riesner,  Inc.,  owner. 

SUBJECT— Riesner  Fuel  Oil  Ventilating  Brick  F-l  and 
Riesner  Volatile  Oil  Ventilating  Brick  G-l  and 
G-2,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  board  for 
test  and  report. 


21-36-SA. 

APPLICANT— Herco  Oil  Burner  Corporation,  owner; 

Thomas  J.  Spence,  Jr.,  agent. 

SUBJECT — Herco  Oil  Burner,  Models  R-15  and  R-35, 
approval  of. 


APPEARANCES— 

For  Applicant:  Thomas  J.  Spence,  Jr. 

ACTION  OF  BOARD— Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  board  for 
test  and  report. 


24-36-SA. 

APPLICANT— The  Webster  Engineering  Company, 
owner. 

SUBJECT— Weco  Multi  Oil  Burner,  Low  Pressure  Type, 
approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  board  for 
test  and  report. 


136-34-SA. 

APPLICANT— Arnold  Eckhart  for  Carter-Korth  Oil 
Burner  Corp.,  owner. 

SUBJECT— Korth  Oil  Burner,  Model  G— Application  for 
reopening — consideration  of  Model  S. 

APPEARANCES— 

For  Applicant:  Arnold  Eckhart. 

ACTION  OF  BOARD— Application  reopened  and  referred 
to  engineer  of  board,  for  test  and  report. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


463-31-SA. 

APPLICANT— The  Super  Oil  Heater  Sales  Company,  for 
Auburn  Burner  Corporation,  owner. 

SUBJECT— Application  for  reopening— consideration— re 
Silent  Auburn  Fuel  Oil  Burner,  Models  A,  B,  C 
and  O. 

APPEARANCES— 

For  Applicant :  Evelyn  Heagy. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  ® 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  ® 

THE  RESOLUTION— 

(463-31-SA) 

Whereas,  Auburn  Burner  Corp.,  owner,  filed  September 
22,  1931,  a  petition  with  the  Board  of  Standards  and 
Appeals,  for  approval  of  their  device  known  as  the  Silent- 
Auburn  Fuel  Oil  Burner,  Models  A,  B  and  C;  and 

Whereas,  this  device  was  submitted  to  the  Fire  Depart¬ 
ment  for  test  and  report,  and  a  report  of  the  chief  of  the 
Bureau  of  Fire  Prevention,  dated  November  12,  1931,  rec¬ 
ommends  the  approval  of  this  device;  and 

Whereas,  this  petition  was  approved  by  the  board  at  its 
meeting,  November  17,  1931,  and  petitioner  requested  an 
amendment  of  resolution  to  include  approval  of  Model  O ; 

and  ... 

Whereas,  request  is  now  made  for  permission  to  market 
this  burner  as  the  Super  Automatic  Zephyr  Oil  Burner, 
Model  A. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Silent- Auburn 
Fuel  Oil  Burner,  Models  A,  B,  C  and  O  for  use  in  domestic 
and  commercial  installations  when  installed  in  accordance 
with  the  Fuel  Oil  Rules  of  the  Board  of  Standards  and 
Appeals  and  the  report  of  the  chief  of  the  Bureau  of  Fire 
Prevention  on  condition  that  Model  O  shall  be  the  same 
construction  as  Models  A,  B  and  C  as  to  type  with  the 
exception  of  the  location  of  the  transformer  and  the  hous¬ 
ing  of  the  motor  and  other  parts  incidental  to  the  operation 
of  the  burner;  that  at  least  three  (3)  sets  of  drawings  of 
Model  O  shall  be  filed  with  the  board  on  or  before  two 
weeks  from  the  date  of  this  action;  that  no  use  is  to  be 
made  of  this  modification  by  the  appellant  before  such 


detailed  drawings  are  filed  with  the  board,  and  that  the 

1 7S°imi°n  «Hted  by  the  board  under  date  of  November 
u,  IVol,  shall  be  otherwise  complied  with. 

Resolved  further,  that  this  burner,  Model  A,  may  be 
marketed  under  the  name  of  Super  Automatic  Zephyr 
Uil  Burner,  Model  A,  on  condition  that  under  whichever 
name  marketed  there  shall  be  attached  a  plate  stating 
Approved  by  the  Board  of  Standards  and  Appeals,  for 
“se.  “  Ne™  York  City,  under  Cal.  No.  463-31-SA”,  and 
that  these  burners  shall  use  fuel  oil  not  heavier  than  No.  3. 


Adjourned,  3:45  p.m. 


Edward  V.  Barton,  Chief  Clerk. 


APPROVED  APPLIANCES 


APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 

A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

a-  810  (p°t  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-U-Flame  Range  Burner  .  236-34-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges. .  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No 

912  .  207-35-SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 .  157-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat- 

ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  .  40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  . 

Florence  Oil  Heater,  Models  KC-9,  GC-6* 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 
RH-9  . . 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  . - .  172-35-SA 

Florence  Range  Burners .  219-34-SA 

Fox  Range  Oil  Burner .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Hupp  Range  Oil  Burner,  Models  S.D.  and  CD.  309-34-SA 
Kerogas  Hot  Blast  Oil  Heater,  Models  210 

Kol  \W10’  2°l  and  115 . •  339-34-SA 

K.olnd  Range  Burner  .  48-34-SA 

Kres-Kno  Range  Oil  Burner,  Model  MD 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4 . ’  263-34-SA 

Loyalty  Range  Burner  .  302-34-SA 


302-34-SA 


62-33-SA 


Name  of  Burner 
Ly"Mda,gcLuxern?'’  L>'pre 

M  ^„daMWVe?-Ranf,'  BurSer-  Model  “M8 

Mod“«0  COI'.°.:tn  Range  B“™. 

Circulating  and*  Radiant  *  Heaters' 
„  Models  501,  601,  701  and  801 .  .  * 

M'^[5?an^U^ing  R/nrfe’  Commercial  Models 
and  126-B51  a°d  Domest,c  Models  101-G 

MaJ27T  Range  C11  Burner,  Modeis  27B  and 

Majestic  Space  Heater,  Models  247f  *and*248* 
Majestm  Water  Heater,  Models  255A  and  255B 

Moderne  Range  Oil  Burner,  Models  Regular 

National  Range  Oil  Burner  . ' 

No-Wyck-Koaless  Range  and  Stove* Oii  Burner 

0dl ^l^nd^^15306  Heater)’  Models  61,  62, 

Putnam  Range  Oil  Burner . 

Quaker  Burnoil  Stove 

Quick  Meal  Range  Burner  . 

Quick  Meal  Space  Heater,  Modeis  ’  5672-0,* 

n  . 167*1;13’,  d  l-d3  and  5671-35  . 

Quick  Meal  Water  Heater,  No.  5681-0 . 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 
A,  Daisy  and  Water  Heater . 

Serv-Well  Range  Oil  Burner,  Models  27B 
and  27T  . 

Serv-Well  Space  Heater,  Model's  ’247*f’and’248 

Sen255R  WatCr  Heater’  Models  255A  and 

Silent  Glow  Range  Oil  Burner. 
q1  Burner  for  Ranges  and  Stoves 

Smith-Whaky  Range  Oil  Burner,  Models 

SW-1  and  SW-2  . 

Superfex  Oil  Burning  Heater*  and  Heat  Pro-' 
jector,  Model  No.  1051 . 

Tower  Range  Oil  Burner . 


Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves 

. Models. VJ-275' 

Viking  Pot  Type  Space  Heater,  Models  1*2*0* 
165  and  170  . 

Viking  Range  Oil  Burner  and  Range  Oil  Burn- 
....  .,ne  Heater  Models  20,  30,  60,  65,  70  and  80 
Viking  Range  Water  Heater,  Models  222,  232 
and  242  . 
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Calendar  No. 
238-33-SA 

367-34-SA 

366-34-SA 

364-34-SA 

180- 35-SA 

181- 35-SA 

182- 35-SA 

357-34-SA 

361-34-SA 

251-34-SA 

233-35-SA 

54-35-SA 

11-31-SA 

304- 34-SA 

306-34-SA 

305- 34-SA 

32-31-SA 

165- 35-SA 

166- 35-SA 

167- 35-SA 
172-34-SA 
592-32-SA 

196-34-SA 

491-31-SA 

126-33-SA 

592-32-SA 

329-34-SA 

310-35-SA 

333-34-SA 

65-35-SA 


RULES 


Rules 


ADOPTED 


Note — In  reprinting  these  Rules,  no  changes  ha,ve  been 
made,  as  to  departmental  jurisdiction,  as  changed  by  the 
McCall  Bill  known  as  Chapter  764  of  the  Laws  of  1934. 

General  Requirement*.  The  rules  contained  herein 
cover  the  general  details  of  a  sprinkler  equipment  only. 
Before  an  equipment  is  installed  or  before  a  present 
equipment  is  remodeled,  involving  10  or  more  heads  on 
any  floor,  complete  working  plans  shall  be  submitted  f 
approval  to  the  Fire  Department,  with  such  specification 
forms  as  may  be  required  by  the  Fire  Commissioner 
except  for  the  installation  of  the  connection  to  the  water 
main  service  pipe  and  meter  setting,  which  shall  be  ap¬ 
proved  by  the  Department  of  Water  Supply,  Gas  and 
Electricity. 

Plans.  These  plans  shall  be  drawn  to  an  indicated 
scale '  give  correct  address  and  points  of  compass ,  show 
longitudinal  and  cross  sections  of  the  building  with  story 
heights,  and  the  essential  features  of  the  construction, 
viz.,  size,  location  and  direction  of  joists,  timbers  or 
other  structural  members.  They  shall  also  indicate  the 
location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers.  Plans  for  non-automatic  dry-pipe  systems 
shall  indicate  the  location  and  number  of  actuating  de- 
vices. 

Upon  approval  of  preliminary  plans  such  number  of 
sets  of  clean,  corrected  plans  on  cloth  as  theF  ire  Com¬ 
missioner  may  require,  not  exceeding  three  (3),  shall  be 
filed  for  final  approval  of  the  Fire  Commissioner.  A  cer¬ 
tified  copy  of  the  approved  plans  shall  be  forwarded  to 
the  Bureau  of  Buildings  by  the  Bureau  of  Fire  Preven¬ 
tion.  If  the  structure  is  equipped  with  a  standpipe  ftire 
line)  the  plans  shall  include  a  note  to  that  effect. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  application  shall  be  made  to  the  Bureau  of 
Fire  Prevention  for  test  and  acceptance  of  the  completed 
installation  When  the  sprinkler  equipment  is  approved 
the  applicant  will  be  so  advised  in  writing  by  the  Bureau 
of  Fire  Prevention. 

Rule  1.  Definition  of  Automatic  Extinguisher  Systems. 

Automatic  extinguisher  systems  shall  consist  of  a  system 
of  piping  connected  to  one  or  more  acceptable,  sources  ot 
water  supply,  provided  with  distributing .  devices  so  ar¬ 
ranged  and  located  as  to  discharge  and  diffuse  automati¬ 
cally  an  effective  stream  or  spray  over  the  interior  ot  the 
building  area. 

Rule  2.  Classification  of  Sprinkler  Systems.  For  the 

purpose  of  these  rules,  sprinkler  systems  shall  be  classi¬ 
fied  as : 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water : 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  compressed 
or  at  atmospheric  pressure,  and  the  water  supply  is .con¬ 
trolled  by  a  Dry  Pipe  Valve  as  defined  in  Rule  39  ot 
these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry,  equipped  with  a 
Siamese  fire  department  connection. 

An  automatic  thermostatic  or  pneumatic  fire  alarm 
with  direct  connection  to  Central  Office  of  one  of  the 
operating  fire  alarm  companies  or  Fire  Department  Head¬ 
quarters  shall  be  provided  in  connection  with  all  non¬ 
automatic  sprinkler  systems. 

Rule  3.  Approved  Devices.  Automatic  sprinklers  and 
accessory  appliances  shall  include  all  devices  approved 
as  such  by  any  recognized  standard  research  laboratory 
on  the  endorsement  of  approval  by  resolution  of  the  Board 
of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  or  direct  connection  to  the  Public 
Water  System. 

(b)  Auxiliary  Sources  shall  include  the  Fire  Pump 

and  the  Fire  Department  Siamese  connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty- 
five  per  cent.  (25%)  of  the  number  of  sprinkler  heads  in 
the  average  protected  fire  area  for  twenty  (20)  minutes, 
but  not  less  than  5,000  gallons;  and  the  bottom  of  the 
tank  shall  have  an  elevation  of  not  less  than  twenty  (^U; 
feet  above  the  higest  line  of  sprinklers  below  the  main 
roof.  Gravity  tank  or  tanks  shall  not  be  required  to  be 
elevated  above  the  highest  sprinklers  in  pent  house  hav¬ 
ing  an  area  less  than  2,500  sq,  ft.,  unless  such  pent  house 
contains  a  hazardous  occupancy,  or  is  used  for  the  stor¬ 
age  of  combustible  material.  Where  a  split  system  is 
installed  the  bottom  of  the  tank  or  tanks  need  not  be 
elevated  more  than  3  feet  above  the  main  roof  or  20  feet 
above  the  highest  sprinkler  fed  from  an  intermediate  tank. 

Where  a  tank  capacity  in  excess  of  25,000  gallons  is 
required  by  this  rule,  the  amount  of  water  in  excess  of 
25  000  gallons  shall  be  provided  in  separate,  tanks  not 
grouped  together  except  when  tanks  of  unlimited  capaci¬ 
ties  are  supported  on  structures  altogether  independent 
of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (£) 
inches  in  size,  discharging  into  the  top  of  the  tank.  I  he 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of 
pipe  inside  tank  must  be  of  brass  or  copper  or  other  non- 
corrosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct 
service  main  connection,  provided  that  there  are  separate 
feed  mains  from  the  basement  or  lowest  story  and  a  con¬ 
trol  valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2) 
inches  in  diameter  for  tanks  up  to  30,000  gallons  capacity 
and  not  less  than  three  (3)  inches  in  diameter  for  larger 
tanks.  The  top  of  the  overflow  pipe  shall  be  three  (3) 
inches  below  the  top  of  the  staves  in  wooden  tanks  and 
one  (1)  inch  from  the  top  in  steel  tanks.  The  pipe  may 
extend  through  the  bottom  of  tank  provided  the  portion 
inside  tank  is  of  brass  or  copper  or  other  non-corrosive 
metal  and  without  joints  or  it  may  extend  through  side 
of  tank.  For  tanks  over  roofs  overflow  pipes  shall  termi¬ 
nate  not  more  than  twenty-four  (24)  inches  above  roof 
and  shall  be  fitted  with  a  90  degree  elbow.  At  each 
gravity  or  pressure  tank  there  shall  be  provided  a  4-inch 
emergency  drain,  and  for  gravity  tanks  in  excess  of  ten 
thousand  (10,000)  gallons  capacity  a  six-inch  (6")  emer¬ 
gency  drain  must  be  provided.  Such  drain  to  be  equipped 
with  an  O.  S.  and  Y.  gate  valve  arranged  to  discharge 
on  the  roof  of  building  not  more  than  twenty-four  inches 
(24")  above  roof  and  shall  be  fitted  with  a  90  degree 
elbow.  When  the  tank  or  tanks  are  on  a  separate  struc¬ 
ture  independent  of  buildings,  drain  connections  to  be 
arranged  to  discharge  at  ground  level. 

Rule  6.  Frost  Proofing.  The  discharge,  heating  or 
filling  pipes  where  exposed  to1  the  weather  shall  be  pro¬ 
tected  from  freezing  in  the  following  manner: 
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1.  Pipes  painted  two  (2)  coats  of  red  lead  in  linseed 
oil  with  a  small  percentage  of  litharge  as  a  hardener. 

2.  One  wrapping  of  tar  paper  equivalent  to  Asphalt  Sat¬ 
urated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

3.  Three  (3)  layers  of  standard  1"  high  grade  long 
cow’s  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builder’s  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

4.  One  (1)  covering  of  8  oz.  canvas,  painted  with  two 
(2)  coats  of  waterproofed  paint. 

Application. 

a.  All  wrappings  to  be  independently  applied  and  se¬ 
curely  fastened  in  place  with  heavy  jute  twine.  Circum¬ 
ferential  and  logitudinal  joints  to  have  at  least  a  2"  lap 
staggered  with  adjacent  layers  and  opposing  leakage  to  the 
hair  felt. 

b.  In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not  per¬ 
mit  of  individual  wrapping. 

c.  Where  a  heating  pipe  is  one  of  the  group,  the  wrap¬ 
ping  should  be  applied  so  that  the  hot  line  would  serve  all 
pipes  in  the  enclosure.  The  initial  wrapping  of  tar  paper 
around  each  water  pipe  should  be  applied  with  laps  down 
and  the  whole  group  wrapped  with  tar  paper  with  laps  up. 

If  due  to  the  position  of  the  hot  line  sufficient  air  space 
would  not  insulate  the  hair  felt,  then  protection  to  be  ef¬ 
fected  by  suitable  separators,  or  a  wrapping  of  asbestos 
paper  instead  of  the  tar  paper  around  the  group. 

d.  On  vertical  pipes  particular  provision  to  be  made  to 
prevent  slipping  and  tearing  of  insulation  due  to  its  weight. 

e.  To  prevent  slipping  away  of  insulation  at  point  of 
entrance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  bottom  of  the  tank  overlapping  inside  and  out¬ 
side  the  insulation  of  the  group  for  a  distance  of  18"  below 
the  tank.  This  duck  to  be  well  coated  with  paint.  Loose 
hair  felt  to  be  packed  about  connections  at  tank  bottom  to 
safeguard  against  settling. 

Rule  7.  Tank  Ladders  and  Supports.  Easy  access  to 
top  of  each  tank  shall  be  provided  by  means  of  a  steel  or 
wrought  iron  gooseneck  ladder  substantially  constructed  of 
flat  iron  side  bars  of  not  less  than  2"  x  Yt." ,  or  angle  iron 
strings  not  less  than  ljd"  x  154"  x  Ya",  spaced  not  less  than 
14"  apart,  with  rungs  round  or  square  not  less  than  54", 
spaced  not  more  than  12"  on  centres,  the  ladder  rigidly 
braced,  and  shall  not  tip  outward  from  the  vertical  at  any 
point,  and  when  ladders  exceed  20  feet  in  height  an  iron 
platform  not  less  than  14"  square,  rigidly  secured  to  strings 
of  ladder  and  properly  braced  shall  be  provided  near  top 
of  tank. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  is  located  on  a  structure  altogether 
independent  of  buildings  the  bottom  shall  not  be  less  than 
20  feet  above  the  highest  line  of  sprinklers  below  the  main 
roof  of  the  highest  building  in  a  grou  pof  buildings. 

Rule  8.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one-half  per  cent 
(1 2Yi%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  3,000  gallons  of  water  for  a  wet  pipe  system  where 
supplemented  by  an  auxiliary  water  supply,  and  not  less 
than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  6,000  gallons 
of  water.  The  tank  shall  be  kept  two-thirds  (2/3)  full  of 
water  under  a  pressure  of  seventy-five  (75)  pounds  per 
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square  inch,  and  shall  be  so  proportioned  and  located  that 
a  pressure  of  not  less  than  fifteen  (15)  pounds  per  square 
inch  will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof. 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  under  the  main  roof  supplied  by 
such  tank  or  tanks  and  shall  not  be  required  to  be  located 
above  the  highest  line  of  sprinklers  in  a  pent  house  having 
an  area  less  than  2,500  square  feet  unless  such  pent  house 
contains  a  hazardous  occupancy  or  is  used  for  the  storage 
of  combustible  materials.  Where  a  split  system  is  installed 
the  bottom  of  the  intermediate  tank  shall  be  located  above 
the  highest  line  of  sprinklers  fed  from  such  tanks. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  inches  in 
size.  The  water  supply  and  connections  shall  be  capable  of 
supplying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one  (1) 
pound  in  two  minutes  in  each  pressure  tank. 

Rule  9.  Public  Water  System.  Direct  connection  to  the 
city  water  supply  shall  be  capable  of  furnishing  water,  at 
not  less  than  fifteen  (15)  pounds  per  square  inch  static 
pressure  at  the  highest  line  of  sprinklers  below  the  main 
roof. 

(a)  Where  the  average  pressure  from  the  city  water 
supply  does  not  comply  with  this  rule  but  is  sufficient  to 
give  at  least  five  pounds  at  the  highest  line  of  sprinklers  as 
determined  by  test,  an  automatic,  electrically  driven  pump 
installed  for  the  purpose  of  boosting  or  increasing  the  city 
water  pressure  in  the  sprinkler  system  may  be  accepted 
under  the  following  conditions : 

Pump  to  be  a  single  stage,  centrifugal,  of  approved 
design,  to  be  of  not  less  than  500  gallons  per  minute  capac¬ 
ity  and  to  otherwise  comply  with  Rule  10. 

(b)  Pump  to  be  automatic,  arranged  to  maintain  25 
pounds  at  highest  line  of  sprinklers  at  rated  capacity  and 
to  be  under  the  supervision  and  directly  connected  to  the 
office  of  one  of  the  fire  alarm  companies  which  is  con¬ 
nected  to  Fire  Department  headquarters. 

(c)  The  acceptance  of  this  form  of  an  automatic  water 
supply  shall  be  limited  to  an  individual  building  not  ex¬ 
ceeding  80  feet  in  height,  requiring  not  more  than  100 
sprinklers  in  the  largest  fire  area. 

(d)  Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  connec¬ 
tion  shall  be  as  large  as  that  of  the  main  riser  and  not  less 
than  four  (4)  inches,  and  shall  have  a  post  indicator  manu¬ 
ally  operated  control  valve,  painted  green,  sealed  open  in 
an  approved  manner,  located  on  the  first  story  or  at  the 
sidewalk  level  near  point  of  main  entrance  to  building, 
and  be  provided  with  a  sign  secured  to  post  reading: 
sprinkler  control  to  city  main. 

(e)  House  service  water  supply  connection  may  be 
taken  from  the  sprinkler  water  supply  connection  to  the 
city  main  on  the  inlet  side  of  the  fire  meter,  not  exceed¬ 
ing  1  Ya  inches  in  diameter  for  a  4-inch  connection,  and 
2  inches  in  diameter  for  a  6-inch  or  larger  connection. 

(f)  A  certificate  establishing  the  fact  that  water  sup¬ 
ply  conditions  and  pressures  are  as  may  be  required  shall 
be  submitted  to  the  Fire  Department  from  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Rule  10.  Fire  Pump.  As  auxiliary  sources  of  water 
supply,  steam  or  electric  standard  fire  pumps  shall  re¬ 
ceive  water  supply  from  a  suction  tank,  a  direct  connec¬ 
tion  to  the  city  water  main  or  other  approved  sources 
capable  of  supplying  the  pump  at  its  rated  capacity  for 
sixty  (60)  minutes.  The  rated  capacity  of  the  pump  shall 
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be  not  less  than  five  hundred  (500)  gallons  per  minute, 
and  shall  be  sufficient  to  supply  twenty-five  per  cent.  (25%) 
of  the  number  of  sprinklers  in  the  average  protected  fire 
area.  1 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  en¬ 
closed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founda¬ 
tion  not  less  than  one  (1)  foot  in  height.  The  pump 
room  shall  be  readily  accessible  with  safe  egress  for  the 
attendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting  out 
of  any  one  boiler  without  interrupting  the  steam  supply 
to  the  pump  from  the  other  boilers.  The  boiler  room 
shall  be  cut  off  from  the  remainder  of  the  building  by 
fireproof  floor  and  wall  construction  with  approved  fire 
doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall  be 
acceptable  as  a  source  of  energy  for  driving  electric  fire 
pumps.  When  local  power  plants  supply  the  energy  for 
operating  electric  pumps,  two  motor  generator  units  shall 
be  provided,  or  one  generator  unit  supplemented  by  a 
public  service  break-down  switch.  Local  electric  power 
plants  shall  be  located  in  rooms  of  fireproof  construction 
with  approved  fire  doors  at  openings. 

Rule  11.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard  one- 
half  (34)  inch  sprinkler  heads  shall  be  assumed  to  have 
an  average  discharge  of  twenty  (20)  gallons  per  minute, 
and  the  discharge  of  larger  heads  shall  be  computed 
proportionately  in  the  ratio  of  the  areas  of  their  respec¬ 
tive  orifices. 

Rule  12.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or  a 
combination  of  both. 

In  a  non-fireproof  building  with  mill  or  non-fireproof 
floors  and  roof,  such  wall  shall  be  not  less  than  8  in.  in 
thickness  if  of  brick  or  stone,  and  not  less  than  6  in.  if  of 
reinforced  concrete,  and  extending  continuously  from  the 
lowest  story  to  be  at  least  3  ft.  above  the  roof  and  be 
coped. 

In  a  fireproof  building  such  wall  or  walls  shall  be  of 
fireproof  material  not  less  than  6  in.  in  thickness,  and 
shall  extend  from  the  fireproof  floor  to  ceiling,  or  un¬ 
derside  of  fireproof  roof. 

No  opening  shall  exceed  66  in.  in  width,  or  60  sq.  ft. 
in  area,  the  centre  of  every  opening  in  such  walls  shall 
be  at  least  40  ft.  from  the  centre  of  every  other  opening 
therein  at  the  same  level. 

All  openings  shall  be  provided  with  approved  auto¬ 
matic  fire  doors  on  each  side  of  openings. 

The  number  of  sprinklers  in  the  average  protected  fire 
area  shall  be  determined  by  the  number  of  sprinklered 
stories  in  such  section.  In  determining  the  required  capac¬ 
ity  of  water  supplies,  the  number  of  sprinklers  in  the 
average  protected  fire  area  need  not  include  those  located 
in  low  positions,  such  as  under  benches,  low  shelves, 
closets  and  platforms  and  between  cars  in  car  barns. 

Rule  13.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department  hose. 
Buildings  fronting  on  only  one  street  shall  be  provided 
with  at  least  two  Siamese  connections  when  the  street 
frontage  of  buildings  exceeds  two  hundred  (200)  feet. 


Where  buildings  have  frontages  on  more  than  one 
street  there  shall  be  a  fire  department  connection  on  each 
street  front  where  frontage  is  not  continuous  but  in  all 
cases  where  more  than  one  fire  department  connection 
is  required  they  shall  be  located  as  the  Fire  Commis¬ 
sioner  may  direct  and  shall  not  be  grouped.  The  Siam¬ 
ese  headers  shall  be  of  the  same  diameter  as  the  largest 
riser  or  cross  connection,  but  in  no  case  less  than  4 
inches  or  more  than  6  inches. 

All  siamese  hose  connections  hereinafter  installed,  ex¬ 
cept  those  on  piers  or  warehouses  intended  for  fire  boat 
use,  shall  be  three  (3)  inches,  female  connection.  Siamese 
on  piers,  warehouses,  etc.,  intended  for  fireboat  use,  ex¬ 
cept  where  the  source  of  supply  is  from  a  direct  connec¬ 
tion  to  city  main,  shall  be  not  less  than  334-inch  female 
connections  with  standard  fire  department  threads. 

The  siamese  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  three  (3)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment.  Each  inlet  shall.be  provided  with  a  clapper 
valve  machined  to  a  true  face. 

Each  siamese  connection  shall  be  designated  by  raised 
letters  at  least  one  (1)  inch  in  size,  cast  in  the  fitting  in 
a  clear  and  prominent  manner  and  reading  for  the  service 
designated,  viz. :  “Base,  Spkr.,”  etc.,  as  the  case  may  be. 
If  the  entire  building  is  sprinklered,  the  fitting  shall  be 
marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  build¬ 
ing  line  except  that  where  there  is  an  angle  formed  by 
the  street  wall  and  a  check  piece  or  the  base  of  a  column, 
pilaster  or  ornamental  projection,  they  may  be  so  located 
that  no  part  extends  more  than  fifteen  (15)  inches  from 
either  side  of  such  angle  in  accordance  with  the  pro¬ 
visions  of  the  Building  Code. 

In  each  fire  department  connection  there  shall  be  an 
approved  straightway  check  valve  installed  in  a  hori¬ 
zontal  position,  the  piping  shall  be  arranged  to  drain  be¬ 
tween  the  check  valve  and  the  outside  siamese  coupling 
by  either  a  ball  drip  having  a  one-half  (34)  inch  pipe 
connection  and  one-half  (!J4)  inch  orifice  and  a  bronze 
ball  of  proper  size,  or  by  a  three-quarter  (24)  inch  drip 
connection  arranged  to  drain  to  a  sewer. 

All  sprinkler  siamese  street  risers,  Siamese  wall  collars 
and  adjustable  siamese  caps  shall  be  painted  green. 

Rule  14.  Sprinkler  Systems  Classified. 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources  or  the  automatic  super¬ 
vised  fire  pump  specified  in  rule  nine;  and 

(b)  Two  Source  Systems,  supplied  with  water  from  a 
combination  of  any  two  of  the  automatic  sources ;  two 
pressure  tanks  with  a  total  water  capacity  twice  that  re¬ 
quired  for  a  one  source  supply;  direct  connection  to  the 
city  water  supply  on  two  different  streets,  so  located  that 
the  closing  of  the  controlling  valve  on  one  main  will  not 
eliminate  the  main  on  the  other  street;  or  a  direct  con¬ 
nection  to  the  city  water  supply  and  one  of  the  auxiliary 
sources  provided  the  water  supply  connection  is  at  least 
six  (6)  inches  in  size,  the  main  is  fed  both  ways  and  a 
two  (2)  inch  test  pipe  at  the  top  of  the  sprinkler  riser 
shows  a  flowing  pressure  of  fifteen  (15)  pounds  per 
square  inch  between  the  hours  of  six  a.m.  to  six  p.m. 

Rule  15.  Sprinkler  Spacing.  Sprinkler  heads  and  lines 
shall  be  spaced  as  herein  provided : 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  (34)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 
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10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays ; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  inflammable  mo¬ 
tion  picture  films  shall  have  one  standard  one-half 
(Y)  inch  head  for  each  62)4  cubic  feet  of  available 
storage  space,  or  one  (1)  inch  Conran*  head  for  each 
250  cubic  feet  of  available  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  less 
than  three  (3)  feet  wide  shall  be  treated  as  open  joist  con¬ 
struction  and  sprinkler  heads  and  lines  spaced  accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  centers, 
but  less  than  five  (5)  feet  on  centers,  will  require  special 
ruling  by  the  administrative  official  having  jurisdiction. 

Rule  16.  Joisted  Construction.  Under  open  finish 
joisted  construction  ceilings,  floor,  decks  and  roofs,  the 
sprinkler  lines  shall  be  run  at  right  angles  to  the  joists  and 
the  heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  halfway  between  heads  on  adjacent 
lines. 

a.  One-Half  Inch  Heads.  For  Standard  one-half  (Y) 
inch  heads  the  distance  between  lines  of  sprinklers  shall 
not  exceed  ten  (10)  feet,  and  the  distance  between  heads 
on  each  line  shall  not  exceed  eight  (8)  feet,  the  end  heads 
on  alternate  lines  being  spaced  not  more  than  two  (2) 
feet  from  wall  or  partition.  Permission  may  be  given  by 
the  administrative  official  having  jurisdiction  to  install  but 
one  line  of  sprinklers,  in  each  bay  where  girders  project 
below  the  underside  of  joists  and  divide  the  ceiling  into 
bays  ten  (10)  to  eleven  and  one-half  (11)4)  feet  wide 
from  center  to  center  of  girders,  and  the  heads  shall  then 
be  spaced  on  each  line  so  that  the  area  covered  by  a  single 
head  does  not  exceed  eighty  (80)  square  feet.  In  all  cases 
where  such  bays  are  over  eleven  and  one-half  (11)4)  feet 
wide,  two  or  more  lines  of  sprinklers  shall  be  installed  in 
each  bay  as  required  by  the  rules  for  spacing.  Where 
girders  and  joists  are  flush  at  the  bottom,  heads  shall  be 
spaced  according  to  the  general  rule. 

b.  One  Inch  Heads.  For  Conran*  one  (1)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty 
(20)  feet  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  sixteen  (16)  feet,  the  end  heads  on 
'alternate  lines  being  spaced  not  more  than  four  (4)  feet 

from  wall  or  partition.  Where  girders  project  below  the 
underside  of  joists  and  divide  the  ceiling  into  bays  not  ex¬ 
ceeding  twenty  (20)  feet  in  width,  measured  from  center 
to  center  of  girders,  one  line  shall  be  placed  in  the  center 
of  each  bay.  In  bays  exceeding  twenty  (20)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty  (20)  feet. 

c.  One  and  One-Quarter  Inch  Heads.  For  Conran* 
one  and  one-quarter  (1)4)  inch  heads  the  distance  be¬ 
tween  adjacent  lines  shall  not  exceed  twenty-five  (25) 
feet  and  the  distance  between  the  head  on  each  line  shall 
not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  underside 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran  head 
of  the  type  tested  and  approved  by  the  Fire  Department,  or 
one  that  has  passed  similar  tests  by  the  Fire  Department. 


twenty-five  (25)  feet  in  width,  measured  from  center  to 
center  of  girders,  one  line  shall  be  placed  in  the  center  of 
each  bay.  In  bays  exceeding  twenty-five  (25)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay,  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty-five  (25)  feet. 

Rule  17.  Smooth  Finish,  Sheathed  or  Plastered  Ceilings. 

Under  smooth  finish,  sheathed  or  plastered  ceilings,  in  bays 
six  (6)  feet  wide  and  over  (measurements  to  be  taken 
from  center  to  center  of  timber,  girder  or  other  projection 
or  support  forming  the  bay),  sprinkler  heads  and  lines 
shall  be  spaced  as  follows : 

(a)  For  standard  one-half  (Y)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — • 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Rule  18.  Fireproof  Construction.  The  rules  of  slow- 
burning  mill  construction  shall  apply  as  far  as  prac¬ 
ticable.  The  rule  may  be  modified,  however,  the  intent 
being  to  arrange  the  spacing  of  heads  to  protect  the 
contents  rather  than  the  ceilings ;  but  in  no  case  shall  the 
distance  between  a  head  on  one  line  and  a  head  on  an 
adjacent  line  exceed  the  following: 

(a)  For  standard  one-half  (Y)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  for  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Rule  19.  Distance  From  Walls.  The  distance  from  wall 
or  partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and  wall. 
Where  beams,  girders,  columns,  walls,  partitions  or  other 
obstructions  prevent  the  effective  discharge  of  water,  addi¬ 
tional  heads  shall  be  installed  to  effectively  sprinkle  the 
area. 

Rule  20.  Vertical  Shafts.  In  vertical  shafts  having  in¬ 
flammable  sides,  heads  shall  be  provided  within  the  shaft  in 
addition  to  the  head  or  heads  at  the  tops  of  shafts,  as  fol¬ 
lows  : 

(a)  One  standard  one-half  (Y)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 
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,(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1}4)  inch  head 
for  each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where 
practicable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Rule  21.  Pitched  Roofs.  Under  a  pitched  roof  sloping 

more  steeply  than  one  (1)  foot  in  three  (3)  feet,  heads 
shall  be  located  in  peak  of  roof,  and  those  on  either  side 
of  the  peak  shall  be  spaced  according  to  the  foregoing  re¬ 
quirements.  The  distance  between  heads  shall  be  measured 
on  a  line  parallel  with  the  roof.  Where  the  roof  meets 
the  side  wall  or  the  floor  line,  the  heads  shall  be  placed 
not  more  than  the  following  distance  from  such  inter¬ 
section  : 

(a)  For  standard  one-half  (J4)  inch  heads,  3 1/2  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1/4)  inch  heads, 
■8*4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  to  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(d)  For  standard  one-half  (!}4)  inch  heads,  2J4  feet. 

(e)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(f)  For  Conran*  one  and  one-quarter  (1^4)  inch  heads, 
6%  feet. 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth : 

(g)  For  standard  one-half  (}4)  inch  heads,  2}4  feet. 

(h)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(i)  For  Conran*  one  and  one-quarter  (1}4)  inch  heads, 
6J4  feet. 

Rule  22.  Special  Location*  and  Variations.  In  special 
locations,  such  as  over  electric  generating,  power  and  trans¬ 
forming  apparatus,  over  their  controlling  devices  and 
switchboards,  where  water  from  the  fire  extinguishing 
equipment  would  be  detrimental,  the  sprinkler  lines  and 
heads  may  be  omitted  at  the  discretion  of  the  administrative 
official  having  jurisdiction,  and  when  in  his  judgment  a 
slight  variation  of  this  rule  of  spacing  is  desirable  to  ef¬ 
fect  a  more  efficient  distribution  of  water  for  fire  ex¬ 
tinguishing  purposes,  the  sprinkler  lines  and  heads  shall  be 
spaced  as  he  may  direct. 

Rule  23.  Sprinkler  Position.  All  sprinkler  heads  shall 
be  located,  wherever  possible,  in  an  upright  position  on 
top  of  the  pipes,  except  that  sprinkler  heads  on  automatic 
wet  pipe  systems  may  be  pendant  on  concealed  piping  and 
when  construction  or  occupancy  of  a  room  or  enclosure 
makes  it  preferable. 

(a)  Where  standard  one-half  (}4)  inch  heads  are  in¬ 
stalled  sprinkler  deflectors  shall  be  parallel  to  ceilings, 
roofs  or  the  incline  of  stairs,  but  when  installed  in  the  peak 
of  a  pitched  roof  they  shall  be  horizontal.  Distance  of  de¬ 
flectors  from  ceilings  of  mill  or  other  smooth  construction, 
or  bottom  of  joists  of  open  joist  construction,  shall  be  not 
less  than  three  (3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors 
and  panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling 
as  specified  for  deflectors  in  paragraph  (a)  of  this  rule: 
except  that  when  heads  are  located  under  pitched  roofs 
or  piers  or  similar  structures,  they  shall  in  general  be  in¬ 
stalled  in  the  upright  position  (not  normal  to  slope  of 
roof)  and  three  (3)  feet  vertically  below  the  underside  of 
roof.  When  the  administrative  official  having  jurisdiction 


deems  a  variation  of  this  rule  advisable  to  obtain  a  more 
efficient  distribution  of  water,  the  heads  shall  be  located 
with  respect  to  joists  or  ceiling,  as  he  may  direct. 


Rule  24.  Spray  Clearance.  Not  less  than  eighteen  (18) 

inches  effective  clear  space  shall  be  left  below  the  sprinkler 
heads,  so  that  they  may  discharge  an  unbroken  spray 
blanket  from  sprinkler  to  sprinkler  and  sides  of  room 
when  in  operation.  Any  stock  piles,  racks  or  other  ob¬ 
structions  interfering  with  such  action  shall  not  be  per¬ 
mitted.  Sprinkler  system  piping  shall  not  be  used  for  the 
support  of  stock,  clothing,  etc. 


Rule  25.  Pipe  Size*.  The  number  of  heads  on  a 
given  size  pipe  in  one  fire  area  in  any  story  shall  not 
exceed  the  following: 

(a)  For  standard  one-half  (}4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

^4  inch  .  1  head 


1 

U4 

iy2 

2 

VA 

3 

354 

4 

5 

6 

7 

8 


2  heads 

3  “ 

5  “ 

10  “ 
20  " 
36  “ 

55  “ 

80  “ 
140  “ 

200  “ 
300  “ 

420  “ 


(b)  For  Conran*  one  (1) 

Size  of  Pipe 

1  inch  . 

154  “  . 

m  "  . 

2  “  . 

254  “  . 

3  “  . 

4  “  . 

5  “  . 

6  “  . 

7  “  . 

8  "  . 


inch  heads — 

Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2  heads 

.  3  “ 

.  4  “ 

.  6  " 

.  9  “ 

.  18  " 

.  34  “ 

.  51  “ 

.  75  “ 

.  105 


(c)  For  Conran*  one  and  one-quarter  (1J4)  inch  heads — 


Size  of  Pipe 
1J4  inch 

154  “ 

2 

2^4  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 

1  head 

2  heads 

3  " 

4  “ 

6  “ 

. .  12  “ 

. .  21  “ 

. .  40  “ 

. .  60  “ 

. .  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
so  that  the  number  of  heads  on  a  branch  line  will  not 
exceed  eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 
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Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  sup¬ 
ply  more  than  sixteen  (16)  standard  one-half  ()4)  inch 
heads,  in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one 
room  with  reference  to  the  pipe  sizes,  and  the  feed  main 
shall  be  of  sufficient  size  to  accommodate  the  number  of 
heads  called  for.  Larger  pipe  sizes  than  are  allowed  in  the 
schedule  for  a  given  number  of  heads  may  be  required 
wherever  the  construction  or  conditions  introduce  un¬ 
usually  long  runs  of  feed  mains  or  many  angles.  Build¬ 
ings  with  blind  attics  with  small,  unprotected  openings  to 
floor  below,  may  be  piped  from  the  system  on  the  ceiling 
of  floor  below,  provided  pipe  size  schedule  is  not  over¬ 
loaded  on  sizes  three  (3)  inches  or  under. 

Rule  26.  Feed  Mains.  The  size  of  feed  mains  shall 
not  be  less  than  the  size  of  riser  and  shall  be  arranged  to 
run  as  direct  as  possible  from  source  of  water  supply  to 

riser. 

Feed  mains  from  stair  or  other  towers  without  ap¬ 
proved  stops  between  floors,  when  piped  on  independent 
riser,  shall  be  of  sufficient  size  to  accommodate  the  total 
number  of  sprinklers  in  such  tower. 

Rule  27.  Risers.  There  shall  be  one  or  more  sep¬ 
arate  risers  in  each  building  and  in  each  section  of  the 
building  divided  by  fire  walls.  Risers  shall  be  arranged  to 
provide  “Center  Central”  or  “Side  Central”  supply  to  feed 
main.  Each  riser  shall  be  of  sufficient  size  to  supply  all  the 
heads  on  said  riser  in  one  story,  according  to  the  schedule 
of  pipe  sizes  in  Rule  15. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area 
to  be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 

8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates, 
clamps,  couplings  or  approved  hangers. 

Rule  28.  Connections  Prohibited.  No  connections,  such 
as  for  sill  cocks,  house  service  or  hose  outlets,  shall  be 
made  with  a  sprinkler  system  riser  or  any  part  thereof 
except  as  provided  for  in  rule  9. 

Rule  29.  Air  Lock  Adjustment.  Where  gravity  and 
pressure  tanks  feed  through  a  common  discharge  pipe  or 
“dead  riser”  to  the  foot  of  a  riser  and  an  air  lock  is  likely 
to  develop  the  discharge  pipe  of  the  gravity  tank  shall 
connect  with  the  discharge  pipe,  or  “dead  riser,”  forty  (40) 
feet  below  the  bottom  of  the  pressure  tank. 

Rule  30.  Pipes  and  Fittings.  All  pipe  shall  be  full- 
weight  standard  wrought  iron  or  steel  threaded  pipe,  well 
reamed  and  screwed  up  tight  into  fittings  without  reducing 
the  waterway.  Fittings  shall  be  standard  cast  iron  fittings, 
and  shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a 
working  pressure  of  150  pounds  per  square  inch  and  must 
be  capable  of  withstanding  a  hydrostatic  test  pressure  of 
750  pounds  per  square  inch  without  failure.  / 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 


Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for 
a  working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  31.  Protection  of  Pipes  and  Sprinklers.  When 
exposed  to  moisture,  sprinkler  pipes  and  hangers  shall  be 
protected  against  corrosion  whenever  found  necessary  by 
thoroughly  cleaning  the  pipe  of  all  scale  and  grease  and 
painting  with  a  coat  of  red  lead  and  linseed  oil  paint  or 
other  acceptable  moisture  resistive  paint.  When  exposed 
to  chemical  fumes,  the  pipe  and  fittings  shall  be  coated 
with  graphite  or  other  approved  chemical  resistive  paint. 
Care  shall  be  taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly 
protected  by  a  masonry  or  wood  enclosure,  properly  heated 
or  filled  with  mineral  wool,  sawdust  or  tar  mixed  with 
granulated  cork,  extending  below  bottom  of  pipe  and 
through  the  top  flooring  of  ground  floor,  or  the  pipe  shall 
be  protected  with  three  alternate  layers  of  one-inch  hair 
felt  and  building  paper  or  by  other  approved  method. 
When  of  wood,  such  enclosure  shall  be  constructed  double 
with  a  layer  of  tar  paper  between  the  two  thicknesses  of 
wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through 
cinder  concrete  floors  or  partitions,  they  shall  be  pro¬ 
tected  with  a  metal  sleeve  or  be  grouted  with  cement 
mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed 
cover,  or  with  an  approved  wax  coating. 

Rule  32.  Drainage.  All  sprinkler  pipe  and  fittings 
shall  be  so  installed  that  they  can  be  thoroughly  drained, 
and  where  practicable,  all  piping  shall  be  arranged  to 
drain  at  the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  overflow  domestic  service  or  other  con¬ 
nections  to  the  same  sewer  or  house  drain,  or  if  carried 
through  the  walls  and  exposed  to  the  weather,  they  shall  be 
fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  (l/&)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve ; 

At  each  gravity  tank; 

At  each  pressure  tank ; 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are 
used;  and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that 
flowing  tests  may  be  made  to  determine  if  the  water  sup¬ 
plies  or  connections  from  yard  mains  to  the  inside  of  the 
building  are  in  order  without  causing  water  damage  or 
overflowing  service  connections  to  the  same  house  drain. 
Any  such  drain  shall  be  not  less  than  two  (2)  inches  in 
size  except  the  drains  at  independent  floor  valves  shall  be 
not  less  than  1  inch  in  size  where  floor  valves  are  not  over 
2)4  inches  in  size  and  1)4  inches  where  floor  valves  are 
larger  and  connected  to  a  main  drain  riser  of  not  less  than 
1)4  inches  in  size.  The  drain  at  the  main  riser  shall  dis¬ 
charge  into  a  cone  or  sight  drain,  or  if  carried  through  the 
wall  and  exposed  to  the  weather,  it  shall  be  fitted  with  a 
hood  or  down-turned  elbow. 
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At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

On  automatic  wet  pipe  systems,  the  horizontal  branch 
pipes  shall  be  pitched  not  less  than  one-quarter  ('/£)  inch 
in  ten  (10)  feet  to  drain  towards  the  sources  of  supply 
with  drip  valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (J4)  inch  in  ten  (10)  feet. 

Rule  33.  Test  Pipe.  In  all  wet-pipe  automatic  sprinkler 
systems  a  test  pipe  of  not  less  than  34  inch  in  diameter 
shall  be  connected  directly  with  each  system  but  shall  be 
connected  to  a  pipe  of  not  less  than  1%  inches  in  diam¬ 
eter  in  upper  story  and  arranged  to  discharge  through  a 
y2- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  should  be  increased  to  one  (1)  inch  or  larger. 
Controlling  valve  should  be  located  at  a  sufficient  distance 
from  where  the  test  pipe  passes  through  the  wall  of  the 
building  so  as  to  reduce  to  a  minimum  the  chance  of  freez¬ 
ing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  34-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  ^-inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  34.  Pressure  Gauges.  A  four  and  one-half  (4^4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

At  the  air  compressor ; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both 
above  and  below  the  alarm  valve  and  the  dry-pipe  valve 
with  only  one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected 
from  freezing  and  be  controlled  by  a  valve  with  arrange¬ 
ments  for  draining.  A  plugged  outlet,  not  less  than  one- 
quarter  (}4)  inch  in  size,  shall  be  located  between  each 
valve  and  gauge  for  purpose  of  installing  the  inspector’s 
gauge. 

Rule  35.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
non-corrodible  material.  Valves  over  two  (2)  inches  in  di¬ 
ameter  shall  be  of  brass,  or  bronze  or  iron  body,  brass 
mounted,  or  of  other  approved  non-corrodible  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  non-cor¬ 
rodible  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc, 
stuffing  box  pattern  with  hand  wheel,  outside  screw  and 
yoke,  or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straightway  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  36.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 


Rule  37.  Water  Supply  Check  Valves.  The  piping 

connecting  each  source  of  water  supply  with  the  sprinkler 
system,  including  fire  department  connections,  shall  be  pro¬ 
vided  with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  38.  Control  Valve*.  All  automatic  sprinkler 

systems  shall  be  provided  with  a  main  control  or  shut-off 
valve  arranged  to  be  readily  accessible  as  near  the  stair¬ 
ways  or  fire  tower  as  possible  and  sealed  in  the  open  posi- 
tion ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent 
and  readily  accessible  floor  control  valves,  sealed  in  the 
open  position  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (Vi) 
inch  sprinkler  heads  or  three  (3)  Conran*  heads  in  any 
automatic  wet  pipe  system  are  exposed  to  cold  and  subject 
to  freezing,  shut-off  valves  may  be  provided  to  discontinue 
the  water  supply  to  such  heads  between  November  1  and 
April  1.  A  greater  number  of  heads  than  specified  above, 
located  in  places  which  cannot  be  properly  heated,  shall  be 
controlled  by  an  automatic  dry-pipe  valve. 

Rule  39.  Dry-Pipe  Valve*.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  hre 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

Automatic  wet-pipe  sprinkler  systems  in  which  only 
twenty-five  per  cent.  (25%)  of  the  heads  are  required  to  be 
maintained  dry  for  protection  from  freezing,  shall  have 
only  such  heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  con¬ 
taining  dry  air,  or  it  shall  be  passed  through  a  drying 
chamber  containing  calcium  chloride,  in  order  to  avoid  the 
introduction  of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be 
maintained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(b)  For  standard  one-half  (}4)  inch  heads .  400 

(c)  For  Conran*  one  (1)  inch  heads .  100 

(d)  For  Conran*  one  and  one-quarter  (1^4)  inch 

heads  . 64 

Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve: 
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(e)  For  standard  one-half  (l/2)  inch  heads .  600 

(f)  For  Conran*  one  (1)  inch  heads .  150 

(g)  For  Conran*  one  and  one-quarter  (154)  inch 

heads  .  % 


(h)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve : 

(i)  For  standard  one-half  (y2)  inch  heads .  600 

(j)  For  Conran*  one  (1)  inch  heads .  150 

(k)  For  Conran*  one  and  one-quarter  (154)  inch 

heads  .  96 


Rule  40.  Alarm  Valve.  All  automatic  wet  pipe 
sprinkler  systems  shall  be  equipped  with  an  alarm  valve  so 
constructed  that  a  flow  of  water  through  a  one-half  (]/2) 
inch  orifice  will  operate  an  electric  or  mechanical  gong. 

D17  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


When  an  electrically  operated  alarm  is  installed  in  con¬ 
nection  with  an  alarm  valve  or  dry  pipe  valve,  the  installa¬ 
tion  shall  be  made  in  conformity  with  the  provision  of  Rule 


Rule  41.  High  and  Low  Water.  Electric  Alarm  on 
Gravity  and  Pressure  Tanks.  All  gravity  tanks  shall  be 
equipped  with  a  device  to  indicate  when  the  water  falls  be¬ 
low  or  rises  above  the  normal  level  in  the  tank,  with  an 
indicator  and  alarm  located  in  the  engineers’  room  near 
the  pump. 

All  gravity  and  pressure  tanks  shall  be  equipped  with 
a  high  and  low  alarm  as  hereinafter  specified.  The  high 
and  low  gravity  and  the  high  and  low  pressure  electric 
-  alarm  shall  be  so  constructed  and  arranged  that  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  gravity  tank,  and  when  the  pressure  falls  below  or 
rises  above  the  predetermined  level  in  the  pressure  tank,  an 
audible  and  visible  signal  will  be  given  in  either  the  pump 
room  or  engineer’s  room. 

The  audible  signalling  device  for  high  and  low  water 
and  high  and  low  pressure  electric  alarm  shall  consist 
of  a  vibrating  gong  of  at  least  3  inches  in  diameter  of 
the  enclosed  type  and  arranged  for  conduit  installation, 
the  same  to  be  operated  automatically  from  an  approved 
device  indicating  the  level  of  water  in  the  gravity  tank 
and  from  the  pressure  gauge  of  pressure  tank. 

The  audible  signalling  device  for  the  alarm  and  dry 
pipe  valves  shall  consist  of  an  enclosed  type  6-inch  vibrat¬ 
ing  gong  arranged  for  conduit  installation.  A  closed  cir¬ 
cuit  annunciator  shall  be  provided  in  connection  with  the 
alarm  system.  The  high  and  low  tell-tale  electric  connec¬ 
tions  shall  be  so  constructed  that  it  will  not  be  affected  by 
moisture  and  the  parts  shall  be  heavy  and  rugged.  The 
float  shall  be  of  approved  type. 

All  wiring  shall  be  installed  in  iron  or  steel  conduits 
and  the  installation  shall  be  in  accordance  with  the  pro¬ 
visions  of  Chapter  9  of  the  Code  of  Ordinances.  Only 
approved  closed  circuit  systems  shall  be  installed.  Con¬ 
trol  panels  to  operate  the  signalling  equipment  must  be 
approved  by  the  Board  of  Standards  and  Appeals.  The 
control  cabinet  shall  be  located  in  the  engineer’s  or  pump 
room  where  it  will  be  under  the  supervision  of  the  person 
in  charge  of  the  sprinkler  system. 


The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference: 

1.  Public  utility  electric  light  and  power  systems. 

2.  Electric  light  or  power  system  (public  utility  or 
isolated  plant)  supplemented  by  storage  battery 
either  controlled  by  an  automatic  throw-over  device 
or  floating  on  the  line  and  protected  by  a  reverse 
current  circuit  breaker. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  the  closed  circuit  type. 

When  the  system  is  connected  to  the  110  volt  lighting 
service  a  suitable  cut-out  is  to  be  provided  and  it  shall  be 
enclosed  in  a  locked  or  sealed  metal  cabinet.  The  con¬ 
nection  to  the  system  shall  be  the  first  connection  on  the 
house  side  of  and  as  near  as  practicable  to  the  meter. 
When  batteries  are  used  to  operate  the  system  they  shall 
be  placed  in  an  approved  cabinet  provided  with  a  lock  and 
key. 

Rule  42.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frostproof 
house  properly  heated  and  lighted. 

Rule  43.  Concealed  Pipe  Systems.  All  pipe  in  con¬ 
cealed  pipe  systems  shall  be  of  standard  full-weight 
wrought  iron  or  steel,  painted  with  two  coats  of  protective 
paint,  one  before  and  one  after  installation.  Such  pipe  as 
shall  be  installed  in  ducts  or  be  encased  in  cement  mortar 
shall  be  inspected  prior  to  concealment.  When  installed  in 
the  concealed  space  between  floor  arches  and  ceiling,  such 
pipe  shall  be  supported  by  hangers  and  all  pipe,  fittings 
and  hangers  be  protected  with  two  coats  of  paint. 

Rule  44.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of 
sprinkler  heads  shall  be  provided  with  the  necessary  cur¬ 
tain  boards  and  draft  stops  to  permit  specific  control  of 
the  fire  by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  45.  Approval  of  Sprinkler  System.  Before  ac¬ 
ceptance  all  automatic  sprinkler  systems,  excluding  the 
water  supply  tanks,  shall  be  subjected  after  installation 
to  a  hydrostatic  pressure  test  of  at  least  one  (1)  hour’s 
duration  at  not  less  than  fifty  (50)  pounds  per  square  inch 
in  excess  of  that  which  will  be  normally  carried  and  ob¬ 
served  in  the  sprinkler  system,  such  test  pressure,  how¬ 
ever,  to  be  not  less  than  one  hundred  and  fifty  (150) 
pounds  per  square  inch  in  any  part  of  the  system. 

All  pressure  tanks  shall  be  tested  after  erection  to  a 
test  pressure  of  one  and  one-half  (154)  times  the  working 
pressure..  To  prevent  the  possibility  of  serious  water 
damage  in  case  of  a  break,  the  pressure  shall  be  main¬ 
tained  by  a  small  pump,  the  main  controlling  gate  being 
meanwhile  kept  shut.  Brine  or  other  corrosive  chemicals 
shall  not  be  used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of 
over  two  (2)  pounds  per  square  inch  for  the  twenty-four 
(24)  hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  yalve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injuring  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of 
sprinklers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 
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No  piping,  devices  nor  any  portion  of  a  newly  con¬ 
structed  sprinkler  system  shall  be  covered  up  or  perma¬ 
nently  concealed  until  tested  by  the  Bureau  of  Fire  Fre- 
vention  and  approved  of  in  writing,  except  piping  passing 
through  floors,  walls,  partitions  or  beams  for  distances 
equal  to  the  thickness  of  such  floors,  walls,  partitions  or 
beams. 

Rule  46.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings 
under  the  provisions  of  Chapter  5,  Article  4,  Secton  /-, 
Subdivision  L,  Code  of  Ordinances,  shall  consist  of  at  least 
a  One  Automatic  Source  System,  except  buildings  used 
as  freight  depots,  car  barns,  stables,  garages,  factories  and 
grain  elevators  which  sprinkler  systems  shall  be  supplied 
by  any  two  of  the  automatic  sources  or  one  of  the  auto¬ 
matic  sources  and  a  fire  pump  as  described  in  rules  9 
and  10. 

Rule  47.  Department  Stores.  Wet  sprinkler  systems 
shall  be  required  in  all  department  stores  and  where  the 
floor  area  on  any  story  or  cellar  exceeds  20,000  square 
feet,  the  system  shall  be  supplied  by  two  of  the  auto¬ 
matic  sources  as  provided  for  in  Rule  14. 

Rule  48.  Factories  and  Other  Buildings.  Where  the 
Labor  Law  or  the  Code  of  Ordinances  require  automatic 
sprinkler  systems,  or  where  any  of  the  requirements  of 
the  Labor  Law  or  Code  of  Ordinances  are  waived  be¬ 
cause  of  the  installation  of  an  automatic  sprinkler  sysn 
tem,  such  sprinkler  systems,  unless  specifically  otherwise 
required  by  the  Fire  Commissioner,  Code  of  Ordinances, 
Labor  Law,  or  these  rules,  shall  have  at  least  the  fol¬ 
lowing  sources  of  supply  installed  in  accordance  with  these 
rules : 

1.  A  Gravity  tank  and  Siamese,  or 

2.  A  Pressure  tank  and  Siamese,  or 

3.  A  direct  6-inch  connection  to  the  City  water  supply 
fed  two  ways,  capable  of  furnishing  water  at  not  less 
than  15  pounds  per  square  inch  static — pressure  at  the 
highest  line  of  sprinklers  below  the  main  roof,  and  the 
required  Siamese. 

Rule  49.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall 
consist  of  at  least  a  One  Source  Automatic  System. 

Rule  50.  Firework  Storage.  Automatic  sprinklers  re- 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  either  of  the  two 
automatic  sources  as  provided  in  Rule  14. 

Rule  51.  Nitro-Cellulose  Products.  Automatic  sprinklers 
as  required  in  buildings  in  which  nitro-cellulose  products 
are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a 
system  supplied  from  both  approved  gravity  tank  supply 
and  an  approved  pressure  tank  supply,  except  that  no 
change  shall  be  required  in  supplies  to  automatic  sprinkler 
equipments  previously  approved  by  the  Fire  Commissioner 
as  two  source  systems,  in  conformity  with  the  provisions 
of  this  rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  either  of 
the  two  automatic  sources  as  provided  for  in  Rule  14. 


Rule  52.  Inflammable  Motion-Picture  Film*.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflamma¬ 
ble  motion-picture  films  are  stored  under  the  provisions  ot 
Chapter  10,  Article  20,  Section  241,  Code  of  Ordinances, 
shall  consist  of  a  system  supplied  from  both  an  approved 
gravity  tank  supply  and  an  approved  pressure  tank  supply 
except  that  no  change  shall  be  required  in  supplies  to  auto¬ 
matic  sprinkler  equipments  previously  approved  by  the 
Fire  Commissioner  as  two  source  systems  in  conformity 
with  the  provisions  of  this  rule  as  in  force  up  to  December 
1,  1921. 

Rule  53.  Sprinkler  Protection  for  Special  Hazard*  in 
Non-Sprinklered  Buildings  Not  Provided  for  by  Law*  or 
Ordinances  or  in  These  Rules.  ... 

Sprinkler  heads  and  pipings  may  be  provided  on  ceilings 
of  enclosed  rooms,  closets,  shafts,  or  other  spaces  which 
are  used  as  carpenter  shops,  upholstering  rooms,  Pain^ 
shops,  waste  paper  rooms,  old  record  storerooms,  trunk 
and  general  storage  rooms  in  hotels,  offices  or  other  build¬ 
ings  and  in  stores  and  showrooms  or  where  nitro-cellu- 
lose’products  or  inflammable  photographic  or  X-ray  him  is 
stored  or  used,  or  in  ice  boxes  of  cold  storage  plants. 

The  number  and  type  of  sprinkler  heads,  spacing  and 
size  of  pipe,  location  and  number  of  valves,  method  ot 
draining  lines,  wrater  flow  or  other  alarms,  shall  be  as  re¬ 
quired  by  the  Fire  Commissioner  to  properly  protect  the 
special  hazard. 

The  source  of  water  supply  where  required  may  be  taken 
from  the  house  supply  tank  or  other  sources  bf  water 
supply,  except  that  no  connection  shall  be  taken  from 
the  standpipe  system  or  from  the  feed  line  to  boilers.  In 
all  cases  there  shall  be  sufficient  water  to  provide  20  gal¬ 
lons  of  water  per  head  for  30  minutes  and,  further,  that 
the  pressure  on  any  sprinkler  line  shall,  where  practicable, 
be  not  less  than  15  pounds  static  pressure. 

Rule  54.  Existing  Installations  and  Approvals.  Auto¬ 
matic  sprinkler  systems  and  devices  heretofore  installed 
shall  not  be  required  to  conform  to  these  rules  where  the 
fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions 
or  extensions  in  height  or  area  is  made  to  the  building 
when  these  rules  shall  apply  if  deemed  advisable  or  neces¬ 
sary  by  the  Fire  Commissioner. 

Rule  55.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  ap¬ 
proved  fire  doors  on  both  sides  of  the  wall,  one  of  which 
must  be  automatic. 

Rule  56.  Maintenance  Inspection.  Automatic  sprinkler 

systems  shall  be  inspected  at  least  once  a  month  by  the 
person  in  charge  of  the  building,  or  by  other  competent 
person  employed  by  the  owner,  to  see  that  all  parts  of  the 
system  are  in  perfect  working  order,  and  the  fire  depart- 
ment  connection  or  connections,  if  any,  ready  for  rnimcdi- 
ate  use  by  the  Fire  Department.  A  detailed  record  of  each 
inspection  shall  be  kept  for  examination  by  a  representa¬ 
tive  of  the  Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  Ana 
there  shall  be  one  or  more  employees  instructed  in  the 
maintenance  of  sprinkler  system. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  res¬ 
cinded. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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Rules  of  Procedure  of  the  Board  of  Standards  and  Appeals  Adopted  February  15,  1927,  Amended 
December  2,  1930,  April  14,  1931,  June  13,  1933  and  Revised  April  30,  1935. 


(89-27-SR) 

ARTICLE  I— PUBLIC  HEARING. 

1.  Regular  sessions  designated  as  public  hearings  of  the 
Board  of  Standards  and  Appeals  shall  be  held  on  Tuesday 
of  each  week  at  10  A.  M.  and  2  P.  M.,  and  such  additional 
sessions  on  days  to  be  set  by  the  board  as  may  be  deemed 
necessary  to  facilitate  the  work  of  the  board. 

2.  Sessions  shall  be  devoted  to  hearings  on  applications 
for  variations  of  the  Building  Zone  Resolution ;  appeals 
from  administrative  orders ;  applications  for  variation  of 
the  Labor  Law ;  approval  of  appliances  and  materials  and 
consideration  of  Rules,  as  such  sessions  are  published  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

3.  Special  sessions  may  be  called  by  the  Chairman,  or  at 
the  request  of  three  members,  provided  that  notice  of  the 
same  has  been  mailed  to  each  member  at  least  twenty-four 
hours  before  the  time  set,  except  that  the  announcement  of 
a  special  session  at  any  session  at  which  a  quorum  is 
present  shall  be  sufficient  notice. 

4.  All  hearing  sessions  shall  be  open  to  the  public. 

5.  A  quorum  of  the  Board  of  Standards  and  Appeals 
shall  consist  of  three  members. 

6.  The  members  of  the  Board  shall  attend  sessions  in 
person,  except  that  during  absence  or  disability  a  substitute 
may  act,  as  provided  by  law  under  section  718  of  the  Char¬ 
ter  as  amended  by  Local  Law  No.  13  of  1925.  The  names 
of  such  substitutes,  designated  by  the  Mayor,  shall  have 
been  previously  filed  with  the  Chairman. 

ARTICLE  II— CASES  BEFORE  THE  BOARD. 

1.  Every  application  under  the  Building  Zone  Resolution, 
every  appeal  under  section  719  of  the  Charter  and  every 
application  under  section  718a,  subdivision  4,  of  the  Charter, 
shall  be  made  to  the  Board  on  the  forms  provided,  and  shall 
include  the  data  required  in  such  forms  so  as  to  supply  all 
information  necessary  for  a  clear  understanding  by  the 
Board  and  its  staff.  The  statements  of  essential  information 
made  by  the  applicant  and  the  determination  of  the  Board 
in  each  case  will  be  incorporated  in  a  resolution  formally 
adopted  and  published  in  the  Bulletin  of  the  Board.  Officials, 
who  are  charged  with  the  enforcement  of  the  laws,  ordi¬ 
nances  and  rules  relating  to  buildings  in  the  City  of  New 
York  will  be  bound  by  such  resolutions,  and,  before  granting 
permit  or  taking  any  other  affirmative  action,  should  see  that 
there  are  no  misstatements  as  to  facts  and  that  the  condi¬ 
tions  of  the  resolution  are  observed.  Any  administrative 
official  discovering  any  misstatement  of  essential  information 
is  requested  to  notify  the  Board,  in  order  that  it  may  take 
such  action  as  the  circumstances  require.  All  approvals  shall 
remain  valid  only  as  long  as  the  information  and  the  con¬ 
ditions  on  which  the  resolution  was  based  are  maintained. 

2.  Any  communication  purporting  to  be  an  application  or 
appeal  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  and  shall  be  of  no  force  or  effect  until  it  is  made 
in  the  form  required  except  as  provided  in  Art.  VI. 

3.  Upon  receipt  of  any  such  communication,  the  writer 
shall  be  supplied  with  the  proper  forms  for  presenting  his 
application  or  appeal  and  he  shall  be  required  to  file  the 
proper  form  and  furnish  all  necessary  data  within  thirty 
days  of  the  date  of  the  order  or  decision  appealed  from 
except  as  provided  in  Art.  VI. 

4.  The  duplicate  of  each  application  or  appeal  required 
by  this  article  shall  be  forwarded  to  the  administrative 
official  whose  order  or  determination  is  appealed  from. 

5.  _  At  the  public  hearing  of  a  case  before  the  Board,  the 
applicant  shall  first  present  the  argument  in  support  of  the 
case  and  those  in  objection  shall  follow.  To  maintain  or¬ 
derly  procedure,  each  side  shall  proceed  without  interrup¬ 
tion  by  the  other. 


6.  Every  person  before  the  rostrum  shall  abide  by  the 
order  and  direction  of  the  Chairman.  Discourteous  or  dis¬ 
orderly  conduct  shall  be  regarded  as  a  breach  of  his  privi¬ 
leges  and  shall  be  dealt  with  as  the  Chairman  deems  proper. 
Orders  to  maintain  discipline  shall  be  carried  out  by  the 
Sergeant-at-Arms. 

Subject  to  the  direction  of  the  Chairman,  the  Chief  Clerk 
shall  enforce  the  rules  of  the  Board  and  shall  direct  and 
supervise  the  Sergeant-at-Arms  in  maintaining  order  and 
decorum  in  the  hearing  room  and  lobbies  during  all  public 
hearings. 

7.  No  member  shall  proceed  to  question  or  discuss  an 
issue,  put  a  motion  or  offer  a  resolution  until  he  shall  have 
addressed  the  Chairman  and  shall  have  been  recognized  by 
him.  While  the  Chairman  is  putting  a  motion  or  offering 
a  resolution,  or  during  the  progress  of  a  roll  call,  no  mem¬ 
ber  shall  interrupt  or  leave  his  seat.  When  a  motion  to 
adjourn  is  carried,  the  members  of  the  Board  shall  keep 
their  seats  until  the  Chairman  declares  the  meeting  ad¬ 
journed. 

ARTICLE  III— THE  CALENDAR. 

1.  Each  case  filed  in  the  proper  form,  with  the  required 
data,  shall  be  numbered  serially.  These  Calendar  numbers 
shall  begin  anew  on  January  1st  of  each  year,  and  shall  be 
hyphenated  with  the  number  of  the  year  and  the  initials 
indicating  the  character  of  the  case. 

2.  As  soon  as  a  case  receives  a  calendar  number,  it  shall 
be  placed  on  the  Docket.  Thereafter  the  applicant  shall  be 
notified  of  the  date  his  case  will  be  set  for  public  hearing. 
In  building  zone  applications  the  applicant  shall  be  notified 
of  the  date  when  his  case  will  be  reached  in  the  call  of  the 
Clerk’s  Calendar. 

3.  The  Clerk’s  Calendar  Call  shall  be  called  each  Monday 
at  2  P.  M.  in  Room  1013,  Municipal  Building,  Manhattan, 
by  the  Chairman  or  by  a  member  of  the  staff  detailed  to 
such  duty  by  the  Chairman,  and  a  date  for  the  public  hearing 
of  each  application  for  variation  of  the  Building  Zone 
Resolution  shall  then  be  set,  which  shall  be  full  and  suf¬ 
ficient  notice  to  all  persons  interested  in  such  case. 

4.  Thereafter  each  case  shall  be  listed,  by  Calendar  num¬ 
ber  and  premises,  in  the  Hearing  Calendar  printed  in  the 
Bulletin  of  the  Board,  under  the  title  of  the  respective  pro¬ 
ceedings,  and  the  date  for  which  such  case  has  been  set. 

ARTICLE  IV— DISPOSITION  OF  CASES. 

1.  The  final  determination  of  any  application  or  appeal 
before  the  Board  shall  be  in  the  form  of  a  resolution  either 
reversing,  varying  or  modifying  the  order,  requirement,  de¬ 
cision  or  determination  appealed  from  and  granting  the 
application  or  appeal  or  affirming  the  order  and  denying  the 
application  or  appeal  or  dismissing  the  application  or  appeal 
for  lack  of  jurisdiction  or  prosecution.  The  concurring 
vote  of  three  members  shall  be  necessary  to  a  decision.  If 
a  resolution  fails  to  receive  three  votes  in  favor  of  the 
applicant,  the  action  will  be  deemed  equivalent  to  a  denial 
and  a  resolution  denying  such  application  or  appeal  shall  be 
formally  entered  on  the  record  unless  there  be  a  member 
absent  at  the  roll  call  and  the  vote  of  the  absentee  added  to 
the  number  of  votes  for  the  applicant  would  equal  three,  in 
which  case  the  matter  will  be  laid  over  for  consideration 
and  final  determination. 

2.  Any  applicant  may  withdraw  his  application  or  appeal 
at  any  time  prior  to  action  thereon,  with  the  consent  of  the 
Board,  but  if  a  motion  has  been  made,  and  is  pending,  either 
to  grant  or  to  dismiss,  such  motion  shall  have  precedence. 

3.  No  application  dismissed  or  denied  can  be  considered 
again  except  (1)  on  a  motion  to  reconsider  the  vote,  or 
(2)  on  a  request  to  restore  to  the  calendar. 

4.  No  request  to  grant  a  rehearing  can  be  entertained 
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unless  substantial  new  evidence  is  submitted.  If,  on  motion 
of  a  member  of  the  Board,  adopted  by  three  affirmative 
votes,  the  request  is  granted,  the  case  shall  be  put  on  the 
calendar  for  a  rehearing. 

In  all  cases  the  request  for  rehearing  shall  be  in  writing, 
reciting  the  reasons  for  the  request,  and  shall  be  accom¬ 
panied  by  the  necessary  data  and  diagrams.  Such  request 
shall  be  filed  with  the  Chairman.  The  Chairman  may  then 
set  a  date  when  the  request  for  restoration  to  the  calendar 
shall  be  submitted  to  the  Board,  of  which  date  the  person 
making  the  request  shall  be  notified. 

5.  The  Board  may,  on  the  motion  of  any  member,  re¬ 
view  any  decision  that  it  has  made  and  may  reverse  or 
modify  such  decision,  but  no  such  review  shall  prejudice 
the  rights  of  any  person  who  has  in  good  faith  acted 
thereon  before  it  is  reversed  or  modified. 

ARTICLE  V— BUILDING  ZONE  APPLICATIONS 

1.  No  application  for  a  variation  or  modification  of  the 
provisions  of  the  Building  Zone  Resolution  shall  be  enter¬ 
tained  by  the  Board  except  in  a  specific  case,  and  from  an 
order,  requirement  decision  or  determination  made  by  any 
Commissioner  of  Buildings  or  the  Tenement  House  Com¬ 
missioner,  on  the  ground  that  the  proposed  plan  or  use 
violates  the  Building  Zone  Resolution. 

2.  No  such  application  shall  be  entertained  unless  the 
application  is  filed  within  thirty  days  from  the  date  of  the 
action  of  the  Commissioner  of  Buildings  or  the  Tenement 
House  Commissioner. 

3.  Every  application  shall  be  made  on  Form  3BZ  and 
shall  be  accompanied  by  all  the  data  required  by  such  form, 
and  shall  be  considered  subject  to  such  rules  as  the  Board 
has  adopted  or  may  adopt  under  Article  5,  Section  21  of 
the  Building  Zone  Resolution. 

4.  As  soon  as  any  application  is  completed  by  the  filing 
of  the  data  required  in  Form  3BZ,  the  case  shall  receive  a 
calendar  number  and  shall  be  placed  on  the  Clerk’s  Calen¬ 
dar,  and  the  applicant  shall  be  notified  by  the  Board  on 
Form  6CC  of  the  time  set  for  the  call  of  the  calendar,  which 
shall  be  at  least  ten  days  after  the  mailing  of  said  notice. 
With  this  notice  the  applicant  shall  be  supplied  with  an 
official  copy  of  Form  7NO,  which  he  is  required  to  send  to 
every  property  owner  entitled  to  notice  of  the  application. 
Within  three  days  the  applicant  must  file  a  verified  state¬ 
ment  that  he  has  so  notified  each  of  such  property  owners 
either  by  personal  service  or  by  registered  mail.  Not  less 
than  fourteen  days’  notice  of  the  date  fixed  for  calendar 
call  in  each  Building  Zone  application  shall  be  given  by 
publication  in  the  Bulletin  of  the  Board. 

5.  On  the  call  of  the  Clerk’s  Calendar  the  applicant  shall 
appear  in  person,  or  by  agent  or  attorney,  and  property 
owners  affected  by  the  application  may  appear  either  in 
person  or  by  agent  or  attorney  and  present  written  objec¬ 
tions  they  may  have  to  the  granting  of  the  application, 
together  with  a  description  of  their  property  and  an  affi¬ 
davit  of  ownership.  Then  a  date  shall  be  set  for  a  public 
hearing  on  the  application  at  the  earliest  available  date 
thereafter.  Notice  of  said  hearing  shall  be  given  by  pub¬ 
lication  in  the  Bulletin  of  the  Board. 

6.  On  the  date  set  for  the  public  hearing,  the  applicant 
shall  state  his  case,  then  the  opposition  shall  be  heard,  and 
both  shall  have  an  opportunity  for  rebuttal. 

7.  Any  application  that  has  been  denied  after  a  public 
hearing  cannot  be  reheard  except  on  new  material  facts  or 
a  different  section  of  the  Building  Zone  Resolution. 

ARTICLE  VI— APPEALS. 

1.  No  appeal  from  any  order,  requirement,  decision  or 
determination  of  the  Commissioner  of  Buildings  or  the 
Board  of  Buildings  or  the  Fire  Chief  and  Commissioner  or 
from  any  rule  or  regulation  relating  to  the  construction, 
alteration,  structural  changes  in  equipment,  occupancy  or 
use  of  any  building  or  structure,  under  Section  719  of  the 


Charter,  shall  be  entertained  unless  such  appeal  is  filed  on 
Form  1A,  with  all  the  data  required  in  such  form,  within 
thirty  days  from  the  date  of  the  order  appealed  from  ex¬ 
cept  that  minor  appeals  from  orders  or  decisions  may  be 
filed  on  form  1A  accompanied  by  a  written  description  of 
the  premises  and  a  copy  of  the  order  or  decision.  What 
constitutes  minor  appeals  from  orders  or  decisions  shall  be 
determined  by  the  Chairman. 

ARTICLE  VII— LABOR  LAW  VARIATIONS,  ETC. 

1.  No  application  for  variation  of  the  Labor  Law,  or  of 
any  rule  adopted  thereunder  affecting  the  construction  or 
alteration  of  buildings,  exits  therefrom,  the  installation  of 
fixtures  or  apparatus  as  authorized  by  Section  718a,  sub¬ 
division  4  of  the  Charter,  shall  be  entertained  unless  it  is 
made  on  Form  2S,  with  all  the  data  required  in  such  form, 
within  thirty  days  from  the  date  of  the  administrative  order. 

No  application  for  approval  of  a  device,  material  or 
method  of  construction  shall  be  entertained  unless  it  is  filed 
on  Form  4SA,  with  all  the  data  required. 

No  application  for  the  adoption  or  amendment  of  Rules 
shall  be  entertained  unless  the  application  is  made  in  writing. 

ARTICLE  VIII— ADOPTION  OF  RULES. 

1.  No  resolution  of  the  Board  of  Standards  and  Appeals 
adopting  or  amending  any  rule  or  regulation  under  sub¬ 
divisions  2  or  3  of  section  718-a  of  the  Charter  or  any  other 
law  shall  be  adopted  unless  such  proposed  rule  or  regula¬ 
tion  shall  have  been  published  in  the  Bulletin  of  the  Board 
for  at  least  ten  days  prior  to  a  public  hearing  thereon. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  adoption  of  such  resolution. 

2.  Amendments  to  these  Rules  of  Procedure  may  be 
made  by  the  Board  of  Standards  and  Appeals  at  any  regu¬ 
lar  session,  providing  notice  of  such  amendment  has  been 
given  to  each  member  of  the  Board  three  days  prior  to  such 
session,  either  in  writing  or  by  publication  in  the  Bulletin. 
Any  rule  of  procedure  may  be  suspended  at  any  session 
by  the  concurring  vote  of  three  members. 

ARTICLE  IX— OTHER  RESOLUTIONS. 

1.  Every  resolution  of  the  Board  of  Standards  and  Ap¬ 
peals  suggesting  changes  or  amendments  to  the  law  under 
subdivision  5,  section  718-a  of  the  Charter  and  every  reso¬ 
lution  not  otherwise  provided  for  shall  require  at  least 
three  affirmative  votes  for  its  adoption. 

ARTICLE  X— INSPECTIONS. 

1.  In  any  case  in  which  the  Board  may  deem  it  neces¬ 
sary,  an  inspection  of  the  premises  in  question  may  be 
ordered  by  the  Board.  Such  inspection  shall  be  made  by 
the  Chairman  and  by  two  or  more  members  designated  by 
him,  and  they  shall  report  their  findings  to  the  Board. 

ARTICLE  XI— TESTS. 

1.  In  any  case  in  which  the  Board  may  order  a  test  of 
any  material  or  device,  such  test  shall  be  conducted  accord¬ 
ing  to  the  rules  adopted  by  the  Board  for  the  use,  of  such 
material  or  device.  Test  shall  be  conducted  under  the 
supervision  of  an  Assistant  Engineer  and/or  in  the  presence 
of  such  member  or  members  of  the  Board  or  staff  as  the 
Chairman  may  designate,  or  in  lieu  of  the  above,  tests  may 
be  made  of  material  and  devices  by  a  recognized  standard 
testing  laboratory,  city  or  state  department,  but  the  Board 
reserves  the  right  to  be  present  at  such  test.  The  result 
of  such  test  shall  be  reported  to  the  Board  in  writing. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  approval  of  the  use  of  such  material  or  device. 

ARTICLE  XII— RECORDS. 

1.  All  applications  and  appeals  shall  be  on  the  required 
forms,  and  all  communications,  reports,  etc.,  relative  to  any 
matter  appearing  on  the  calendar,  shall  be  on  sheets  approxi¬ 
mately  8V2  in.  by  11  in.  in  size.  Plans  shall  be  on  sheets 
8^  in.  by  11  in.  or  multiples  thereof  unless  otherwise  ap- 
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proved  by  the  Chairman.  After  final  disposition,  all  appli¬ 
cations  and  appeals  and  other  papers  appertaining  thereto 
shall  be  suitably  bound  and  indexed  and  filed  numerically  in 
cabinets.  All  applications  and  appeals  shall  upon  application 
to  the  clerk  in  charge  be  accessible  to  the  public  at  all  rea¬ 
sonable  hours. 

ARTICLE  XIII— THE  BULLETIN. 

1.  The  Bulletin  of  the  Board  of  Standards  and  Appeals 
shall  be  published  on  Tuesday  of  each  week.  It  shall  contain  : 

(1)  Directory  of  the  Board. 

(2)  Docket. 

(3)  Clerk’s  Calendar  Call. 

(4)  The  Hearing  Calendar. 

(5)  Notice  of  hearing  on  building  zone  applications  and 
on  proposed  rules  or  the  amendment  of  rules. 

(6)  An  abstract  of  the  minutes  of  each  meeting,  in¬ 
cluding  a  brief  statement  of  the  action  in  each  case,  with 
the  roll  call  thereon  and  the  full  text  of  the  resolutions 
adopted. 

(7)  Rules  adopted. 

(8)  Such  other  information  as  may  be  of  value  to  the 
public  and  within  the  scope  of  the  work  of  the  Board. 

2.  The  preparation  and  editing  of  material  for  the  bul¬ 
letin  shall  be  in  charge  of  such  members  of  the  staff  as  the 
Chairman  shall  designate. 

ARTICLE  XIV— OFFICERS. 

L  The  Chairman  shall  preside  at  all  sessions.  The 
Chairman  may  designate  any  member  of  the  Board  to  pre- 
side  and  perform  the  duties  of  the  Chair  at  public  sessions. 

f  lhfe  Chairman,  subject  to  these  rules,  shall  decide  all 
points  oi  order  or  procedure,  unless  otherwise  directed  by  a 


majority  of  the  Board  in  session  at  that  time. 

3.  The  Chairman  shall  designate  the  members  of  the 
Board  to  make  an  inspection,  and,  unless  otherwise  directed 
by  the  vote  of  three  members  of  the  Board,  shall  appoint 
any  committee  that  may  be  deemed  necessary. 

4.  The  Chairman  shall  report  at  each  session  on  all 
pertinent  official  transactions  that  do  not  otherwise  come 
to  the  attention  of  the  Board. 

5.  Administrative  authority  is  vested  solely  in  the  Chair¬ 
man  of  the  Board  who  shall,  subject  to  these  rules,  trans¬ 
act  all  official  business  of  the  Board,  engage  the  necessary 
employees  and  direct  the  work  of  the  office.  Official  corre¬ 
spondence  shall  be  signed  by  the  Chairman  and  by  such 
members  of  the  staff  as  the  Chairman  may  designate. 

6.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Chief  Clerk  shall  have  charge  of  all  accounts  and 
see  that  the  files  and  indices  are  kept  in  proper  order  and 
up  to  date,  and  generally  supervise  the  clerical  work  of  the 
office  force,  maintaining  discipline  in  accordance  with  the 
rules  of  the  office  and  charter  provisions. 

7.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Assistant  Engineers  shall  examine  and  report  on 
all  applications  or  appeals,  prepare  all  proposed  rules  or  re¬ 
vised  rules  suggested  with  report  on  the  reasons  and  neces¬ 
sity  for  same ;  supervise  and  witness  the  tests  conducted 
under  the  auspices  of  the  Board,  and  assist  generally  in  all 
technical  matters  coming  before  the  Board. 

8.  A  complete  stenographic  record  of  the  transactions  at 
public  sessions  shall  be  made  for  the  files,  including  ver¬ 
batim  transcripts  of  such  parts  as  may  be  directed,  and 
there  shall  be  prepared,  after  each  meeting  and  in  time  for 
the  next  publication  of  the  Bulletin,  the  abstract  of  the 
minutes  which  is  to  appear  in  such  Bulletin. 


APPROVED  APPLIANCES 

APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE  TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  4-inch  and  6-inch  systems  and  . .  ,  „ 

on  uppermost  stories  on  8-inch  systems  May  be  installed  on  all  standpipe  systems 


Fairbanks  Company  . 

Walworth  Company  . 

A.  B.  C.  Fire  Prevention  Mfg,  Co.,  Inc _ 

Croker  National  Fire  Prev.  Eng.  Co . 

Jenkins  Brothers  . 

W.  D.  Allen  Mfg.  Co . 

John  Simmons  Co . 

Grinnell  . 

81-20-SA 
. .  899-27-SA 

. .  1307-27-SA 
. .  304-28-SA 

. .  779-28-SA 

. .  890-28-SA 

. .  209-29-SA 

651-30-SA 

New  York  Brass  Foundry  Co.  (Stillbech). 

Walworth  Company  . 

W.  D.  Allen  Mfg.  Company . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc . 

Jenkins  Brothers  . 

Croker  National  Fire  Prev.  Eng.  Co . 

Fairbanks  Company  . 

Pratt  &  Cady 

53-21-SA 

..  1151-27-SA 
. .  1307-27-SA 

. .  970-28-SA 

711 -40-^  A 

Elkhart  . 

14-31-SA 

Elkhart  . 

•  •  1  \J\J 

NOTICE 

FORMS  FOR  NOTICES 

TO  PROPERTY  OWNERS 

Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 

copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 

MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 

Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 

RULES 


i 


COVERING  THE  DESIGN  OF  REINFORCED  CONCRETE  FLAT  SLABS. 


Adopted  by  the  Board  of  Standards  and  Appeals,  July 
8,  1920,  under  Cal.  395-20-S. 

Rule  1.  Application.  The  rules  governing  the  design 
of  reinforced  concrete  flat  slabs  shall  apply  to  such  floors 
and  roofs  consisting  of  three  or  more  rows  of  slabs, 
without  beams  or  girders,  supported  on  columns,  the  con¬ 
struction  being  continuous  over  the  columns  and  forming 
with  them  a  monolithic  structure. 

Rule  2.  Compliance  with  Building  Code.  In  the  de¬ 
sign  of  reinforced  concrete  fiat  slabs,  the  provisions  of 
article  16  of  the  building  code  shall  govern  with  respect 
to  such  matters  as  are  specified  therein. 

Rule  3.  Assumptions.  In  calculations  for  the  strength 
of  reinforced  concrete  flat  slabs,  the  following  assump¬ 
tions  shall  be  made  :  - 

(a)  A  plane  section  before  bending  remains  plane  after 

bending ; 

(b)  The  modulus  of  elasticity  of  concrete  in  compres¬ 
sion  within  the  allowable  working  stresses  is  constant , 

(c)  The  adhesion  between  concrete  and  reinforcement 
is  perfect ; 

(d)  The  tensile  strength  of  concrete  is  ml; 

(e)  Initial  stress  in  the  reinforcement  due  to  contrac¬ 
tion  or  expansion  in  the  concrete  is  negligible. 

Rule  4.  Stresses,  (a)  The  allowable  unit  shear  in 
reinforced  concrete  flat  slabs  on  the  bd  section  around 
the  perimeter  of  the  column  capital  shall  not  exceed  one 
hundred  twenty  (120)  pounds  per  square  inch;  and  the 
allowable  unit 'shearing  stress  on  the  bjd  section  around 
the  perimeter  of  the  drop  shall  not  exceed  sixty  (60) 
pounds  per  square  inch,  provided  that  the  reinforcement 
is  so  arranged  or  anchored  that  the  stress  may  be  fully 
developed  for  both  positive  and  negative  moments. 

(b)  The  extreme  fibre  stress  to  be  used  in  concrete 
in  compression  at  the  column  head  section  shall  not  ex¬ 
ceed  seven  hundred  fifty  (750)  pounds  per  square  inch. 

Rule  5.  Columns.  For  columns  supporting  reinforced 
concrete  flat  slabs,  the  least  dimension  of  any  column  shall 
be  not  less  than  one-fifteenth  (1/15)  of  the  average  span 
of  any  slabs  supported  by  the  columns;  but  in  no  case  shall 
such  least  dimension  of  any  interior  column  supporting  a 
floor  or  roof  be  less  than  sixteen  (16)  inches  when  round 
nor  fourteen  (14)  inches  when  square;  nor  shall  the  least 
dimension  of  any  exterior  column  be  less  than  fourteen 
(14)  inches. 

Rule  6.  Column  Capital.  Every  reinforced  concrete 
column  supporting  a  flat  slab  shall  be  provided  with  a 
capital  whose  diameter  is  not  less  than  0.225  of  the  aver¬ 
age  span  of  any  slabs  supported  by  it.  Such  diameter  shall 
be  measured  where  the  vertical  thickness  of  the  capital  is 
at  least  one  and  one-half  (1J4)  inches,  and  shall  be  the 
diameter  of  the  inscribed  circle  in  that  horizontal  plane. 
The  slope  of  the  capital  considered  effective  below  the 
point  where  its  diameter  is  measured  shall  nowhere  make 
an  angle  with  the  vertical  of  more  than  forty-five  (45) 
degrees.  In  case  a  cap  of  less  dimensions  than  herein¬ 
after  described  as  a  drop,  is  placed  above  the  column  cap¬ 
ital,  the  part  of  this  cap  enclosed  within  the  lines  of  the 
column  capital  extended  upward  to  the  bottom  of  the 
slab  or  drop  at  the  slope  of  forty-five  (45)  degrees  may 
be  considered  as  part  of  the  column  capital  in  determining 
the  diameter  for  design  purposes. 

Rule  7.  Drop.  When  a  reinforced  concrete  flat  slab 
is  thicker  in  that  portion  adjacent  to  or  surrounding  the 
column,  the  thickened  portion  shall  be  known  as  a  drop. 
The  width  of  such  drop  when  used,  shall  be  determined 
by  the  shearing  stress  in  the  slab  around  the  perimeter 
of  the  drop,  but  in  no  case  shall  the  width  be  less  than 
0.33  of  the  average  span  of  any  slabs  of  which  it  forms  a 
part.  In  computing  the  thickness  of  drop  required  by  the 
negative  moment  on  the  column  head  section,  the  width 
of  the  drop  only  shall  be  considered  as  effective  in  re¬ 
sisting  the  compressive  stress,  but  in  no  case  shall  the 
thickness  of  such  drops  be  less  than  0.33  of  the  thickness 


of  the  slab.  Where  drops  are  used  over  interior  columns, 
corresponding  drops  shall  be  employed  over  exterior  col¬ 
umns  and  shall  extend  to  the  one-sixth  (1/6)  point  ot  the 
panel  from  the  center  of  the  column. 

Rule  8.  Slab  Thickness.  The  thickness  of  a  reinforced 
concrete  flat  slab  shall  be  not  less  than  that  derived  by 
the  formulae  t  —  0.024  LV  w  +  1^2  for  slabs  without 
drops,  and  t  =  0.02  L  V  w  +  1  for  slabs  with  drops,  in 
which  t  is  the  thickness  of  the  slab  in  inches,  L  is  the 
average  span  of  the  slab  in  feet,  and  w  is  the  total  live 
and  dead  load  in  pounds  per  square  foot ;  but  in  no  case 
shall  this  thickness  be  less  than  one-thirty-second  (1/32) 
of  the  average  span  of  the  slab  for  floors,  nor  less  than 
one-fortieth  (1/40)  of  the  average  span  of  the  slab  for 
roofs,  nor  less  than  six  (6)  inches  for  floors  nor  less  than 
five  (5)  inches  for  roofs.  '  ,  ,  .  r 

Rule  9.  Reinforcement.  (a)  In  the  calculation  of 
moments  at  any  section,  all  the  reinforcing  bars  which 
cross  that  section  may  be  used,  provided  that  such  bars 
extend  far  enough  on  each  side  of  such  section  to  de¬ 
velop  the  full  amount  of  the  stress  at  that  section.  Ihe 
effective  area  of  the  reinforcement  at  any  moment  section 
shall  be  the  sectional  area  of  the  bars  crossing  such  sec¬ 
tion  multiplied  by  the  sine  of  the  angle  of  such  bars  with 
the  plane  of  the  section.  The  distribution  of  the  rein¬ 
forcement  of  the  several  bands  shall  be  arranged  to  fully 
provide  for  the  intermediate  moments  at  any  section.. 

(b)  Splices  in  bars  may  be  made  wherever  convenient 
but  are  preferably  at  points  of  minimum  stress.  The 
length  of  any  splice  shall  be  not  less  than  eighty  (80) 
bar  diameters  and  in  no  case  less  than  two  (2)  feet.  The 
splicing  of  adjacent  bars  shall  be  avoided  as  far  as  pos¬ 
sible.  Slab  bars  which  are  lapped  over  the  column,  the 
sectional  area  of  both  being  included  in  the  calculation 
for  negative  moment,  shall  extend  to  the  lines  of  innec- 
tion  beyond  the  column  center. 

(c)  When  the  reinforcement  is  arranged  in  bands,  at 
least  fifty  (50)  per  cent  of  the  bars  in  any  band  shall  be 
of  a  length  not  less  than  the  distance  center  to  center 
of  columns  measured  rectangularly  and  diagonally,  on 
bars  used  as  positive  reinforcement  shall  be  of  a  length 
less  than  half  \Vi)  the  panel  length  plus  forty  (40)  bar 
diameters  for  cross  bands,  or  less  than  seven-tenths 
(7/10)  of  the  panel  length  plus  forty  (40)  bar  diameters 
for  diagonal  bands  and  no  bars  used  as  negative  rein- 
forcement  shall  be  of  a  length  less  than  half  (/4) 
panel  length.  All  reinforcement  framing  perpendicular 
to  the  wall  in  exterior  panels  shall  extend  to  the  outer 
edge  of  the  panel  and  shall  be  hooked  or  otherwise 
anchored. 

(d)  Adequate  means  shall  be  provided  for  properly 
maintaining  all  slab  reinforcement  in  the  position  as¬ 
sumed  by  the  computations. 

Rule  10.  Line  of  Inflection.  In  the  design  of  rein¬ 
forced  concrete  flat  slab  construction,  for  the  purpose  of 
making  calculations  of  the  bending  moments  at.  sections 
other  than  defined  in  thesfe  rules,  the  line  of  inflection 
shall  be  considered  as  being  located  one-quarter  (j£)  the 
distance,  center  to  center,  of  columns,  rectangularly  and 
diagonally,  from  center  of  columns  for  panels  without 
drops,  and  three-tenths  (3/10)  of  such  distance  for  panels 
with  drops. 

Rule  11.  Moment  Sections.  For  the  purpose  of  de- 
sign  of  reinforced  concrete  flat  slabs,  that  portion  of  the 
section  across  a  panel,  along  a  line  midway  between  col¬ 
umns,  which  lies  within  the  middle  two  quarters  of  the 
width  of  the  panel  shall  be  known  as  the  inner  section, 
and  those  portions  of  the  section  in  the  two  outer  quar¬ 
ters  of  the  width  of  the  panel  shall  be  known  as  the  outer 
sections.  Of  the  section  which  follows  a  panel  edge  from 
column  to  column  and  which  includes  the  quarter  peri¬ 
meters  of  the  edges  of  the  column  capitals,  that  portion 
within  the  middle  two  quarters  of  the  panel  width  shall 
be  known  as  the  mid  section  and  the  two  remaining  por¬ 
tions,  each  having  a  projected  width  equal  to  one-quarter 
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of  the  panel  width,  shall  be  known  as  the  column  head 
sections. 

Rule  12.  Bending  Moments.  In  the  design  of  rein¬ 
forced  concrete  flat  slabs  the  following  provisions  with 
respect  to  bending  moments  shall  be  observed.  In  the 
moment  expressions  used: 

W  is  the  total  dead  and  live  load  on  the  panel  under 
consideration,  including  the  weight  of  drop  whether  a 
square,  rectangle  or  parallelogram ; 

Wi  is  the  total  live  load  on  the  panel  under  considera¬ 
tion; 

L  is  the  length  of  side  of  a  square  panel  center  to 
center  of  columns;  or  the  average  span  of  a  rectangular 
panel  which  is  the  mean  length  of  the  two  sides ; 

n  is  the  ratio  of  the  greater  to  the  less  dimension*  of 
the  panel ; 

h  is  the  unsupported  length  of  a  column  in  inches, 
measured  from  top  of  slab  to  base  of  capital ; 

I  is  the  moment  of  inertia  of  the  reinforced  concrete 
column  section. 

A.  Interior  Square  Panels.  The  numerical  sum  of 
the  positive  and  negative  moments  shall  be  not  less  than 
1/17  W.  L.  A  variation  of  plus  or  minus  five  (5)  per 
cent  shall  be  permitted  in  the  expression  for  the  moment 
on  any  section,  but  in  no  case  shall  the  sum  of  the  nega¬ 
tive  moments  be  less  than  sixty-six  (66)  per  cent  of 
the  total  moment,  nor  the  sum  of  the  positive  moments 
be  less  than  thirty-four  (34)  per  cent  of  the  total  moment 
for  slabs  with  drops;  nor  shall  the  sum  of  the  negative 
moments  be  less  than  sixty  (60)  per  cent  of  the  total 
moment,  nor  the  sum  of  the  positive  moments  be  less 
than  forty  (40)  per  cent  of  the  total  moment  for  slabs 
without  drops. 

1.  In  two-way  systems,  for  slabs  with  drops,  the  nega¬ 
tive  moment  resisted  on  two  column  head  sections  shall 
he  —  1/32  W.  L;  the  negative  moment  on  the  mid  sec¬ 
tion  shall  be  —  1/33  W  L,  the  positive  moment  on 
the  two  outer  sections  shall  be  +  1/80  W.  L  and  the 
positive  moment  on  the  inner  section  shall  be  +  1/133 
W  L ;  and  for  slabs  without  drops,  the  negative  moment 
resisted  on  two  column  head  sections  shall  be  —  1/36 
W  L,  the  negative  moment  on  the  mid  section  shall  be 
—  1/133  W  L,  the  positive  moment  on  the  two  outer 
sections  shall  be  +  1/63  W  L  and  the  positive  moment 
on  the  inner  section  shall  be  +  1/133  W  L. 

2.  In  four-way  systems,  the  negative  moments  shall  be 
as  specified  for  Two-Way  Systems;  the  positive  moment 
on  the  two  outer  sections  shall  be  +  1/100  W  L  and 
the  positive  moment  on  the  inner  section  shall  be  +  1/100 
W  L  for  slabs  with  drops;  and  the  positive  moment  on 
the  two  outer  sections  shall  be  +  1/174  W  L,  and  the 
positive  moment  on  the  inner  section  shall  be  4-  1/100 
W  L,  for  slabs  without  drops. 

3.  In  three-way  systems,  the  negative  moment  on  the 
column  head  and  mid  sections  and  the  positive  moment 
u)  *he  two  outer  sections,  shall  be  as  specified  for  Four- 
Way  Systems.  In  the  expression  for  the  bending  mo¬ 
ments  on  the  various  sections,  the  length  L  shall  be 
assumed  as  the  distance  center  to  center  of  columns 
and  the  load  W  as  the  load  on  the  parallelogram  panel. 

B.  Interior  Rectangular  Panels. 

1.  When  the  ratio  n  does  not  exceed  1.1,  all  compu¬ 
tations  shall  be  based  on  a  square  panel  of  a  length 
equal  to  the  average  span,  and  the  reinforcement  shall 
t>e  equally  distributed  in  the  short  and  long  directions 
according  to  the  bending  moment  coefficients  specified 
tor  interior  square  panels. 

2.  When  the  ratio  n  lies  between  1.1  and  1.33,  the 
ending  moment  coefficient  specified  for  interior  square 

panels  shall  be  applied  in  the  following  manner : 

(a)  In  two-way  systems,  the  negative  moments  on  the 
two  column  head  sections  and  the  mid  section  and  the 
positive  moment  on  the  two  outer  sections  and  the 
inner  section  at  right  angles  to  the  long  direction  shall 
oe  determined  as  for  a  square  panel  of  a  length  equal  to 


the  greater  dimensions  of  the  rectangular  panel ;  and  the 
corresponding  moments  on  the  sections  at  right  angles 
to  the  short  direction  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  lesser  dimensions  of  the 
rectangular  panel.  In  no  case  shall  the  amount  of  re¬ 
inforcement  in  the  short  direction  be  less  than  two-thirds 
(2/3)  of  that  in  the  long  direction.  The  load  W  shall 
be  taken  as  the  load  on  the  rectangular  panel  under  con¬ 
sideration. 

(b)  In  four-way  systems,  for  the  rectangular  bands,  the 
negative  moment  of  the  column  head  sections  and  the 
positive  moment  on  the  outer  sections  shall  be  determined 
in  the  same  manner  as  indicated  for  two-way  systems. 

For  the  diagonal  bands  the  negative  moments  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  inner  section  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  average  span  of  the  rec¬ 
tangle.  The  load  W  shall  be  taken  as  the  load  on  the 
rectangular  panel  under  consideration. 

(c)  In  three-way  systems,  the  negative  and  positive  mo¬ 
ments  on  the  bands  running  parallel  to  the  long  direc¬ 
tion  shall  be  determined  as  for  a  square  whose  side  is 
equal  to  the  greater  dimension;  and  the  moments  on 
the  bands  running  parallel  to  the  short  direction  shall 
be  determined  as  for  a  square  whose  side  is  equal  to 
the  lesser  dimension.  The  load  W  shall  be  taken  as  the 
load  on  the  parallelogram  panel  under  consideration. 

C.  Exterior  Panels.  The  negative  moments  at  the 
first  interior  row  of  columns  and  the  positive  moments 
at  the  center  of  the  exterior  panels  on  moment  sections 
parallel  to  the  wall,  shall  be  increased  twenty  (20)  per 
cent  over  those  specified  above  for  interior  panels.  The 
negative  moment  on  moment  sections  at  the  wall  and 
parallel  thereto  shall  be  determined  by  the  conditions  of 
restraint,  but  the  negative  moment  on  the  mid  section 
shall  never  be  considered  less  than  fifty  (50)  per  cent 
and  the  negative  moment  on  the  column  head  section 
never  less  than  eighty  (80)  per  cent  of  the  correspond¬ 
ing  moments  at  the  first  interior  row  of  columns. 

D.  Interior  Columns  shall  be  designed  for  the  bend¬ 
ing  moments  developed  by  unequally  loaded  panels,  ec¬ 
centric  loading  or  uneven  spacing  of  columns.  The 
bending  moment  resulting  from  unequally  loaded  panels 
shall  be  considered  as  1/40  W,  L,  and  shall  be  resisted 
by  the  columns  immediately  above  and  below  the  floor 
line  under  consideration  in  direct  proportion  to  the  values 
of  their  ratios  of  I/h. 

E.  Wall  Columns  shall  be  designed  to  resist  bending 
in  the  same  manner  as  interior  columns,  except  that  W 
shall  be  substituted  for  Wj  in  the  formula  for  the  mo¬ 
ment.  The  moment  so  computed  may  be  reduced  by  the 
counter  moment  of  the  weight  of  the  structure  which 
projects  beyond  the  center  line  of  the  wall  columns. 

F.  Roof  Columns  shall  be  designed  to  resist  the  total 
moment  resulting  from  unequally  loaded  panels,  as  ex¬ 
pressed  by  the  formulae  in  paragraphs  (D)  and  (E)  of 
this  rule. 

Rule  13.  Walls  and  Openings.  In  the  design  and 
construction  of  reinforced  concrete  flat  slabs,  additional 
slab  thickness,  girders  or  beams  shall  be  provided  to 
carry  any  walls  or  concentrated  loads  in  addition  to  the 
specified  uniform  live  and  dead  loads.  Such  girders  or 
beams  shall  be  assumed  to  carry  twenty  (20)  per  cent 
of  the  total  live  and  dead  panel  load  in  addition  to  the 
wall  load.  Beams  shall  also  be  provided  in  case  openings 
in  the  floor  reduce  the  working  strength  of  the  slab  below 
the  prescribed  carrying  capacity. 

Rule  14.  Special  Panels.  For  structures  having  a 
width  of  less  than  three  (3)  rows  of  slabs,  or  in  which 
exterior  drops,  capitals  or  columns  are  omitted,  or  in 
which  irregular  or  special  panels  are  used,  and  for  which 
the  rules  relating  to  the  design  of  reinforced  flat  slabs 
do  not  directly  apply,  the  computations  in  the  analysis 
of  the  design  of  such  panels,  shall,  when  so  required, 
be  filed  with  the  commissioner  of  buildings. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

3 17-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 
938-22-SA— Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA— Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
"A”. 

359-30- SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32- S A — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33- S A— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA — Progressive  Press  Machine  Oil  Burner. 
301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35- S A— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
58-35-SA— -Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 

522,  for  Domestic  Oil  Burners. 

97-35-SA— Roper  Rotary  Pump  for  Fuel  Oil. 
113-35-SA— Ryan  Marvel  Oil  Burner,  Model  M. 


123-35-SA— National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA— Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27,  and  CSP19. 

1 59- 35-  S A— Easyway  Water  Heater,  Models  H.W.1  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171 -35-S A— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA— National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA— -Brigham  Oil  Burner. 

219-35-S A— United  Copper  Service  Pipt  .  , 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35- S A— Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

253-35-SA— Preferred  Oil  Burner  (Manual  Operation), 
Model  D.  O. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  D« 

Luxe. 

266- 35-SA— Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA— Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
313-35-S A— Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA — Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

343-35-SA— Pacific  Oil  Burner. 

352-35-SA— Todd  Fuel  Oil  Fill  Pipe  Terminal. 

15-36-SA— Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

21-36-SA — Herco  Oil  Burner,  Models  R-15  and  R-35. 

_ Wpm  Multi  Oil  Rnrner.  Low  Pressure  Type. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
chich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name- 


Street 


P.  O 

My  Subscription  is  to  begin  with  the  issue  for . . . — 


1936. 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given- 
Docket. 

Rules  Directory. 

Certiorari  Order  Served  on  Board. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

^AnUj^S  °f  ^efu^ar  Meeting,  February  25,  1936,  at  ] 
A  M.,  Affecting  Calendar  Numbers  18-36-BZ,  362-3! 
BZ,  259-35-BZ,  127-35-BZ  and  316-35-BZ. 

MpU‘®s  of  Regular  Meeting,  February  25,  1936,  at 
Affecting  Calendar  Numbers  267-35-BZ,  246-3! 
fc?’,!89;31'82’  511-32-BZ,  294-27-BZ,  17-36-A,  29-36-^ 

stmVcu'A’,365'35'A’  307-34-A,  264-24-S,  ll-3( 
SA,  219-35-SM  and  253-35-SA. 

Correction  affecting  Calendar  Number  311-35-BZ. 


Approved  Fireline  Hose  Valves. 
Approved  Fuel  Oil  Fill  Pipe  Terminals. 
Elevator  Rules. 


Approved  Fuel  Oil  Pumps. 
Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan.  *’ 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  exceptedL 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  March  2,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  March  9,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli- 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  February  26,  1936 


Cal.  No. 
36-36-S. . 


37-36-BZ. 


38-36-BZ. 


Department  Premises  Affected 

. D.B.B . 248  Lorimer  street*  east  side, 

65  ft.  1  in.  north  of  Broad¬ 
way  (Block  3086,  Lot  2), 
Borough  of  Brooklyn, 

Alt.  16149-35. 

. D.B.B . 2-12  Neptune  avenue,  south¬ 
west  corner  of  Shore  boule¬ 
vard  and  Cass  place  (Block 
7516,  Lot  35),  Borough  of 
Brooklyn, 

Applic.  538-36. 

. D.B.Q . Southwest  corner  of  Utopia 

parkway  and  Cross  Island 
boulevard  (Block  4939,  Lot 
1),  Bayside,  Borough  of 
Queens, 

Applic.  5084-35. 


RULES 

Lut  Publication  in  Bulletin 

Certificate  of  Occupancy,  approved 

forma  . Aug. 

Concrete  Flat  Slabs,  Rules . Feb. 

Concrete  Rules  (Hydrated  Lime). 

Elevator  rules  . 

Exit  Rules  (Revolving  Doors)... 

Factory  Exit  Rules . Tune 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Oct. 

Fire  Retarding  Rules  for  Garages, 

etc . 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Feb. 

Paint,  Varnish  and  Lacquer  Spray' 

ing  Rules . _ . Nov. 

Platform  Trucks,  Specifications  for. Jan. 

Plumbing  Rules  . .Feb. 

Procedure,  Rules  of . ..Feb. 


Refrigerating  Systems,  Extract  C.O.Jan. 
Smoking  in  Factories,  Rules  for.... July 

Sprinkler  Rules  . Feb. 

Standpipe  Fireline  Rules . Feb. 

Structural  Alterations,  Reporting. ..  Tune 

Tank  Trucks,  Gasoline,  etc . Jan. 

Wire  Glass  Rules  (Amendment  to 

Rule  SOS  of  Industrial  Code).. Apr. 


2. 
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39-36-A . B.B . 1492-1494  Bushwick  avenue, 

south  side,  63  ft.  6  in.  east 
of  Granite  street  (Block 
3461,  Lot  32),  Borough  of 
Brooklyn, 

Applic.  86-36. 


40-36-A . B.B . 82nd  street,  west  side,  179  ft. 

4  in.  north  of  37th  avenue 
(Block  1281,  Lot  25),  Jack- 
son  Heights,  Borough  of 
Queens, 

A  67-36  and  N.B.  133-36. 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Mar. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Feb. 

Fuel  Oil  Fill  Pipe  Terminals . Mar. 

Fuel  Oil  Burners  for  Industrial  Use.Dec. 

Fuel  Oil  Pumps . ..Mar. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  . Feb. 


5.  1935— Vol.  20,  No.  10 

3,  1936 — Vol.  21,  No.  9 

4,  1936— Vol.  21,  No.  5 

3,  1936— Vol.  21,  No.  9 
31.  1935— Vol.  20.  No.  53 
3,  1936— Vol.  21,  No.  9 

26.  1935— Vol.  20,  No.  48 

25,  1936— Vol.  21,  No.  8 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 


41-36- A . D.B.M . 883-889  First  avenue  and  349- 

363  East  49th  street,  north¬ 
west  corner  ('Block  1342, 
Lots  20  to  26),  Borough  of 
Manhattan, 

Applic.  19-36. 


On  February  21,  1936,  Messrs.  Groh,  McCourt  &  Tripp,  attorneys, 
served  petition  and  order  of  certiorari,  for  Bawnfawn  Holding  Cor¬ 
poration,  owner,  in  re  decision  of  January  21,  1936,  denying  gasoline 
service  station  in  business  district  under  section  21,  at  premises  88-15 
Queens  boulevard,  northwest  corner  56th  avenue,  Woodside,  Borough 
of  Queens,  Cal.  No.  240-35-BZ. 


42-36-BZ . D.B.Q . 74-25  Almeda  avenue,  south 

side,  180  ft.  west  of  Barba- 
does  drive  (Block  519,  Lot 
1),  Arverne,  Borough  of 
Queens, 

Applic.  2020-34. 


43-36-A . F.D . 255,  263,  265  and  273  Calyer 

street,  northeast  corner  of 
Newell  street  (Block  2578, 
Lots  16  and  26),  Borough 
of  Brooklyn, 

67446-L.C. 


CODE 

D.B . Department  of  Buildings 

H.D . . . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M, . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R. . Department  of  Buildings,  Richmond 

DJI.Bx. . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  2,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

280-35-BZ. 

APPLICANT — Joseph  Reydel,  Jr.,  for  Borden’s  Farm 
Products  Co.,  Inc.,  and  Estate  of  Chester  S. 
Kingman  (Brooklyn  Trust  Co.,  Trustee),  owners. 

PREMISES — 11-21  Quincy  street,  north  side,  87  ft  east  of 
Downing  street  and  32-38  Lexington  avenue 
(Block  No.  1969,  Lot  Nos.  66  and  33),  Borough  of 
Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  of  an  ex¬ 
tension  to  an  existing  milk  bottling  plant  with  the 
omission  of  the  required  rear  yard. 

326-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Isaac  Schachne 
owner. 

PREMISES— 208  Boerum  street  and  296  Bushwick  ave¬ 
nue,  southwest  corner  (Block  No.  3081,  Lot  Nos 
15  and  16),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zon< 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  ane 
maintenance  of  a  gasoline  service  station. 
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336-35-BZ. 

APPLICANT— Abraham  M.  Schwartz,  for  Sarah  Gordon, 
owner. 

PREMISES — 3312  Boston  road,  east  side,  208.15  ft.  north 
of  Gun  Hill  road  (Block  No.  4732,  Lot  No.  12), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 


351-35-BZ. 

APPLICANT— Jerrold  Kane,  for  Camager  Corporation, 
owner. 

PREMISES — 35-40  Junction  boulevard,  west  side,  100.8  ft. 
north  of  37th  avenue  (Block  No.  1469,  Lot  Nos. 
1  and  26),  Corona,  Borough  of  Queens. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5)  motor  vehi¬ 
cles. 


93-33-BZ. 

APPLICANT — John  J.  Beatty,  for  T.  H.  Fraser  Mortgage 
Corp.,  owner. 

PREMISES — 246-250  Atlantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot  Nos.  38,  39  and 
40),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution  (reopened  January  21,.  1936), 

TO  PERMIT  partly  in  an  unrestricted  district  and  partly 
in  a  business  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 


MARCH  3,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
3,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant, 
on  behalf  of  Annie  Herzfeld  and 
Lillian  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 


cal.  no.  341-35-BZ — Application,  November  29,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Goodman,  applicant,  on 
behalf  of  Department  of  Water  Supply, 
Gas  and  Electricity,  City  of  New  York, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  and  repair  shop  and  also,  stor¬ 
age  yard  ;  premises  northwest  corner  of 
Cornish  avenue  and  Poyer  street 
(Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 


cal.  no.  360-35-BZ— Application,  December  23,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie 
Spinelly,  owners,  to  permit  in  a  busi¬ 
ness  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station  and  also 
the  inclusion  of  a  brake  testing  room; 
premises  2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend 
Neck  road  (Block  No.  7371,  Lot  Nos. 
68  and  70),  Borough  of  Brooklyn. 

cal.  no.  9-36-BZ — Application,  January  20,  1936,  under 
sections  7b,  7c  and  21  of  the  building 
zone  resolution,  of  Homack  Construc¬ 
tion  Corporation,  applicant,  on  behalf 
of  Rubin  Fagen,  Benjamin  Nochomov, 
Oswald  Welcome,  Michael  Kennedy 
and  Anna  K.  Kennedy,  owners,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  motion  pic¬ 
ture  theatre  and  stores ;  premises  1617- 
1623  Avenue  M  and  1298  East  17th 
street,  northwest  corner  (Block  No. 
6736-C,  Lot  Nos.  48,  49  and  50),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  19-36-BZ — Application,  January  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S.  J.  Reckford, 
et  al.,  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal ;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  3,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

1-36-A — 1404-1414  East  New  York  avenue,  south  side,  be¬ 
tween  Amboy  and  Herzl  streets  (Block  No. 
3495,  Lot  Nos.  12  and  16),  Borough  of 
Brooklyn. 

12-36-A — 279-283  Fourth  avenue  and  100  East  22nd  street, 
southeast  corner  (Block  No.  877,  Lot  No.  89), 
Borough  of  Manhattan. 

22-36-A — 31-45  West  18th  street,  612-632  Sixth  avenue  and 
34  West  19th  street  (Block  No.  820,  Lot  No. 
1),  Borough  of  Manhattan. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  9,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

122-31-BZ. 

APPLICANT — Samuels  &  Samuel  for  Andrew  N. 
Miller,  owner. 

PREMISES — 141-09  Lincoln  avenue,  northwest  corner  of 
142nd  street  (Block  No.  1122,  Lot  No.  134),  South 
Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  7f  of  the  building  zone 
resolution  (reopened  October  1,  1935), 
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TO  PERMIT  in  a  business  district  the  maintenance  of  a 
gasoline  service  station  for  a  further  temporary 
period  of  two  (2)  years. 

24S-35-BZ. 

APPLICANT — C.  Cantore,  owner. 

PREMISES— 36-18  30th  street,  west  side,  164.17  ft.  south 
of  Washington  avenue  (Block  No.  342,  Lot  No. 
31),  Astoria,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  and 
extension  of  an  existing  store. 

126-35-BZ. 

APPLICANT— Edwin  H.  Snackenberg,  for  Sidney  Hoi- 
laender,  owner. 

PREMISES— 182-01  to  182-09  Hillside  avenue  and  87-23 
to  87-31  182nd  street,  northeast  corner  (Block  No. 
996,  Lot  No.  1),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar 
October  22,  1935), 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  dismissed  for  lack  of  prosecution). 


MARCH  10,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
10,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  303-35-BZ— Application,  October  31,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Montour  Holding 
Corporation,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  28-10  Cross  Island 
boulevard  and  28-09  171st  street,  south¬ 
west  corner  (Block  No.  4932,  Lot  Nc 
6),  Flushing,  Borough  of  Queens. 

cal.  no.  315-35-BZ— Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Triboro  Homes, 
Inc.,  owner,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
90-02  Astoria  boulevard,  southeast  cor¬ 
ner  of  90th  street  (Block  No.  1364, 
Lot  No.  68),  East  Elmhurst,  Borough 
of  Queens. 

cal.  no.  225-35-BZ— Application,  August  22,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  C.  Winters,  applicant, 
on  behalf  of  Emco  Estates,  Inc.,  own¬ 
er,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing 
garage,  for  five  (5)  motor,  vehicles  to 
a  carpet  cleaning  estab'ishment ;  prem¬ 
ises  2777  (2779  displayed)  Fulton 

street,  north  side,  75  ft.  west  of  Van 


Siclen  avenue  (Block  No.  3932,  Lot 
No.  52),  Borough  of  Brooklyn. 

cal.  no.  281-35-BZ— Application,  October  11,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Abraham  Wilson,  applicant, 
substituted  for  Michael  Glick,  on  be¬ 
half  of  Nosmarba  Realties,  Inc., 
owner,  to  permit  in  a  residence  dis¬ 
trict  the  alteration  and  change  of  oc¬ 
cupancy  of  part  of  a  multiple  dwelling 
to  business  use  (stores)  ;  premises 
2295  Grand  Concourse,  southwest  cor¬ 
ner  of  East  183rd  street  (Block  No. 
3163,  Lot  No.  22),  Borough  of  The 
Bronx. 

cal.  no.  300-35-BZ— Application,  October  30,  1935,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  William  Richter,  appli¬ 
cant,  an  behalf  of  Arthill  Realty  Cor¬ 
poration,  owner,  to  permit  in  a  business 
district  the  extension  of  an  existing 
gasoline  service  station ;  premises  2664- 
2694  Ocean  parkway,  west  side,  15  ft. 
south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of 
Brooklyn. 

cal.  no.  6-36-BZ— Application,  January  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  M.  J.  Cafiero,  applicant,  on 
behalf  of  Frank  Ernst,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  motor  vehicle 
repair  shop  and  also,  a  gasoline  service 
station;  premises  5001-5011  Farragut 
road  and  1429-1435  Utica  avenue, 
northeast  corner  (Block  No.  4785,  Lot 
Nos.  46  and  48),  Borough  of  Brooklyn. 

cal.  no.  270-35-BZ — Application,  October  3,  1935,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Henry  Nordheim,  appli¬ 
cant,  on  behalf  of  Herman  Stursberg 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  maintenance  of  a 
parking  space  for  more  than  five  ('5) 
motor  vehicles ;  premises  337-349 
Brook  avenue  and  493-497  East  141st 
street,  northwest  corner  (Block  No. 
2286,  Lot  No.  65),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  10,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
10,  1936,  at  2  o’clock,  in  Room  1013.  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  510-27-BZ — Application  of  Edwin  H.  Snacken¬ 
berg,  applicant,  on  behalf  of  Stony 
Road  Corporation,  present  owner,  re¬ 
opened  February  18,  1936,  for  consider¬ 
ation  of  an  amendment  to  the  resolu- 
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tion  of  July  17,  1928 — -re  Application, 
granted  on  condition,  under  sections 
7g  and  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises 
southwest  corner  of  Cypress  Hills 
road  and  Cooper  avenue  (Block  No. 
2882,  part  of  Lot  No.  8),  Ridgewood, 
Borough  of  Queens. 


trict  the  erection  and  maintenance  of 
a  gasoline  service  station — previously 
granted  by  the  board  for  a  temporary 
period  of  two  (2)  years  (temporary 
permit  has  expired  and  station  has 
not  been  erected)  ;  premises  610-622 
Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot 
Nos.  40  and  43),  Borough  of  Brooklyn. 


cal.  no.  362-35-BZ  Application,  December  28,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  &  Siegel,  ap¬ 
plicants,  on  behalf  of  Dominick  Salvato 
Co.,  Inc.,  owners,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  multiple  dwelling  with  busi¬ 
ness  use  (stores)  on  the  first  story; 
premises  2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  south¬ 
west  corner  (Block  No.  3161,  Lot  Nos. 
18  to  23  inclusive),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  16,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

290-35-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Rieka  Bender, 
owner. 

PREMISES — 32-34  Herbert  street  and  489-497  Humboldt 
street,  southwest  corner  (Block  No.  2830,  Lot  Nos. 
15,  16  and  17),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

128-35-BZ. 

APPLICANT — Cadwalader,  Wickersham  and  Taft,  for 
Margaret  C.  S.  Carroll  and  Francis  Smyth,  own¬ 
ers. 

■’REMISES — 922  Westchester  avenue  and  918  Rogers 
place,  southeast  corner  and  909-923  East  163rd 
street  (Block  No.  2697,  Lot  No.  35),  Borough  of 
The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

•  0  PERMIT  in  a  business  district  the  parking  and  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 


MARCH  17,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
rds  and  Appeals  of  a  public  hearing  under  the  provisions 
7  budding  zone  resolution,  Tuesday  morning,  March 

’  r  fJ  o’clock,  in  Room  1013,  Municipal  Building, 
n  the  following  matters  : 


cal.  no.  18-36-BZ — Application,  January  30,  1936,  under 
sections  7c,  7e  and  21  of  the  building 
zone  resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal ;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 

cal.  no.  242-35-BZ — Application,  September  13,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  James  J.  Skehan  and 
Anna  Skehan,  applicants  and  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  1620  Castle 
Hill  avenue,  southeast  corner  of 
Glover  street  (Block  No.  3989,  Lot 
Nos.  10  and  11),  Borough  of  The 
Bronx. 

cal.  no.  338-35-BZ — Application,  November  26,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jr., 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

cal.  no.  353-35-BZ — Application,  December  14,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  W.  Rappold, 
applicant,  on  behalf  of  Reinhold  A. 
Skelton,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5) 
motor  vehicles;  premises  86-08  Broad¬ 
way,  west  side,  62  ft.  south  of  51st 
avenue  (Maurice  avenue)  ;  (Block  No. 
1549,  Lot  No.  12),  Elmhurst,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


no.  3 1-33-BZ— Application  of  John  J.  M.  O’Shea, 
applicant,  on  behalf  of  Denis  P.  Healy, 
owner,  reopened  June  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis- 
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Building  Zone  Applications 

•NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 


CALENDAR 

of  the  building  zone  resolution,  Tuesday  afternoon ,  March 

24,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  267-35-BZ — Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros- 

kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant ;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 
HARRIS  H.  MURDOCK,  Chairman. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  FEBRUARY  25,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  February  18,  1936  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  February  18,  1936,  were  approved  as  printed  in 
Bulletin  No.  8,  Vol.  XXI. 


BUILDING  ZONE  CASES 

18-36-BZ. 

APPLICANT — Capitol  Theatre  Bus  Terminal,  Inc. 
(lessee),  for  Messmore  Kendall,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c,  7e  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  an  existing  parking 
space  for  more  than  five  (5)  motor  vehicles  and 
the  erection  of  a  building  for  a  bus  terminal. 

PREMISES  AFFECTED — 236-250  West  51st  street,  south 
side,  100  ft.  east  of  8th  avenue  and  237-247  West 
50th  street  ('Block  No.  1022,  Lot  Nos.  54  to  60 
inclusive,  5,  6,  8,  9  and  part  of  Lot  No.  10),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Bernard  Sobel. 

For  Opposition :  Samuel  C.  Cohen. 

ACTION  OF  BOARD — Laid  over  to  March  17,  1936,  at 
10  a.m.,  upon  request  of  attorney  in  opposition. 


362-35-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Dominick  Sal- 
vato  Co.,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
residence  district  and  partly  in  a  business  district 
the  erection  and  maintenance  of  a  multiple  dwell¬ 
ing  with  business  use  (stores)  on  the  first  story. 

PREMISES  AFFECTED— 2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  southwest  corner 
(Block  No.  3161,  Lot  Nos.  18  to  23),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Max  Siegel. 

For  Opposition:  James  J.  Leibman. 

ACTION  OF  BOARD— Laid  over  to  March  10,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


259-35-BZ. 

APPLICANT — Samuels  &  Samuels,  for  Sebastiano  Scon- 
dura  and  Giovanno  Scondura,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 107-23  Astoria  boulevard, 
northwest  corner  of  31st  drive  (Block  No.  1676, 
Lot  No.  33),  Corona,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition :  Charles  J.  Dougherty,  Fred 
Waller,  George  Waller  and  Elizabeth  F. 
Duane. 

ACTION  OF  BOARD — Application  withdrawn  without 
prejudice. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . 0 


127-35-BZ. 

APPLICANT — Casper  P.  Colla  and  Philip  F.  Jacobs,  for 
Joseph  Angelone,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  reopened  January  7,  1936,  under 
section  7h  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  district  the  parking  and  storage 
of  more  than  five  (5)  motor  vehicles  (previously 
denied  for  a  junk  shop). 

PREMISES  AFFECTED — 115-117  Truxton  street,  north 
•  side,  220  ft.  east  of  Sackman  street  (Block  No. 
1544,  Lot  No.  45),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Casper  P.  Colla  and  Joseph  Ange¬ 
lone. 

For  Opposition :  Charles  Martone  and  Grace 
Maranzano. 

ACTION  OF  BOARD — Granted  on  condition. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(127-35-BZ) 

Whereas,  Casper  P.  Colla,  for  Joseph  Angelone,  owner, 
filed  May  18,  1935,  an  application  under  section  21  of  the 
building  zone  resolution,  to  permit  in  a  business  use  dis- 
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trict  the  maintenance  of  a  junk  yard;  premises:  115-117 
Truxton  street,  north  side,  220  ft.  east  of  Sackman  street 
('Block  No.  1544,  Lot  No.  45),  Borough  of  Brooklyn;  and 

Whereas,  this  application  was  denied  by  the  board 
October  29,  1935,  and  applicant  requested  a  reopening  of 
the  case  under  section  7h,  to  permit  in  a  business  district 
the  parking  and  storage  of  more  than  (5)  motor  vehicles; 
and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  January  7,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  25,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Truxton  street  is  in  a  busi¬ 
ness  district;  Sackman  street  is  in  a  business  district; 
Somers  street  is  in  a  business  district  and  Conway  street 
is  in  a  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  31,  1936,  re  Application  No.  952-1936, 
reads : 

“Proposed  storage  of  more  than  five  motor  vehicles 
on  a  vacant  lot  located  in  a  business  use  district  is 
contrary  to  Art.  II,  Sect.  4a,  of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  27  ft.  8  in.  and  a  depth  of  100  ft. ;  it  is 
proposed  to  use  this  plot  for  the  parking  and  storage  of 
more  than  5  motor  vehicles ;  and 

Whereas,  the  premises  in  question  were  inspected  by  a 
committee  of  the  board  prior  to  the  previous  hearing  on 
this  application ;  and 

Whereas,  the  application  is  now  made  under  section  7h 
of  the  building  zone  resolution  and  the  board  is  empowered 
under  said  section  in  its  discretion  to  grant  a  variation  to 
permit  the  open  air  parking  and  storage  of  more  than  five 
motor  vehicles. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis- 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7h  of  the  building  zone  resolution  for  a  period  of  two 
years  from  the  date  of  this  action,  to  permit  the  plot 
under  appeal  to  be  used  for  the  parking  and  storage  of 
more  than  five  motor  vehicles,  on  condition  that  a  suitable 
fence  shall  be  erected  on  the  side  lot  lines  and  on  the 
street  lot  line;  that  such  fence  shall  be  kept  painted;  that 
parking  and  storage  of  motor  vehicles  shall  not  be  ex¬ 
tended  to  the  adjoining  property  to  the  east;  that  there 
shall  be  no  other,  non-conforming  use  permitted  on  the 
premises  during  the  period  of  this  variation ;  that  there 
shall  be  no  wrecking  or  repairing  of  automobiles ;  that  the 
curb  cut  shall  not  exceed  in  width  the  existing  cut  for 
which  a  permit  has  been  issued. 


316-35-BZ. 

APPLICANT — Freeman  P.  Imperato,  for  Elena  Lacqua, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building 
zone  resolution,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the  alter¬ 
ation  and  change  of  occupancy  of  the  first  story 
of  an  existing  building  from  residence  use  to 
business  use  (stores). 

PREMISES  AFFECTED — 180  Union  street,  south  side, 
85  ft.  west  of  Henry  street  (Block  No.  343,  Lot 
No.  21),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant:  Freeman  P.  Imperato. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  . . 0 

Absent  .  0 


THE  RESOLUTION— 

(316-35-BZ) 

Whereas,  Freeman  P.  Imperato,  for  Elena  Lacqua, 
owner,  filed  November  7,  1935,  an  application  under  sec¬ 
tion  7b  of  the  building  zone  resolution  to  permit  partly 
in  a  business  district  and  partly  in  a  residence  district  the 
alteration  and  changes  of  occupancy  of  the  first  story  of 
an  existing  building  from  residence  use  to  business  use 
(stores);  premises:  180  Union  street,  south  side,  85  ft. 
west  of  Henry  street  (Block  No.  343,  Lot  No.  21),  Bor¬ 
ough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by'  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  25,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Union  street  is  in  a  resi¬ 
dence  and  business  district;  President  street  is  in  a  resi¬ 
dence  and  business  district;  Henry  street  is  in  a  business 
district  and  Hicks  street  is  in  a  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  6,  1935,  re  Alt.  Applic.  No.  4375-1935, 
reads : 

“Proposed  alteration  extending  stores  from  business 
use  district  into  residential  district  is  contrary  to  Art 
II,  Sect.  3  of  Zone  Resolution.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
four  (4)  stories  in  height,  with  a  frontage  of  28  ft.  5  in., 
and  a  depth  of  60  ft.,,  occupied  as  a  multiple  dwelling, 
eight  families ;  it  is  proposed  to  alter  the  front  portion  of 
the  first  story  into  two  stores,  the  occupancy  of  the  re¬ 
mainder  of  the  building  to  be  unchanged ;  the  westerly 
portion  of  the  building  (12  ft.,  11  in.)  is  in  a  business  use 
district;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  section  7b  of  the  building  zone  resolution  to  grant  a 
variance  thereof  under  such  circumstances  as  obtain  in 
thisl  application  with  such  stipulations  as  will  protect  the 
adjoining  and  affected  property  owners. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section  7b 
thereof,  to  permit  the  ground  floor  only  of  the  existing 
building  within  the  residential  district  to  be  altered  for 
business  purposes;  that  the  alteration  shall  be  carried  out 
in  strict  accordance  with  the  Building  Code  and  the  Multi¬ 
ple  Dwelling  Law  and  all  other  rules  and  regulations  ap¬ 
plicable  thereto  other  than  as  to  use  as  herein  varied  and 
that  the  existing  building  shall  not  be  extended  in  height 
or  area. 


Adjourned,  11:25  a.m. 

Edward  V.  Barton,  Chief  Clerk. 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  FEBRUARY  25,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

267-35-BZ. 

APPLICANT— Lama  and  Proskauer,  for  J.  Herbert  Bate 
Company,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c.  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  district  and  partly  in  an  unrestricted  dis¬ 
trict  the  erection  and  maintenance  of  an  oil  stor¬ 
age  plant.  . 

PREMISES  AFFECTED— 73-02  to  73-20  and  74-02  to 
74-16  Amstel  boulevard,  north  side,  260  ft.  west 
of  Beach  72nd  street  (Block  No.  524,  Lot  Nos.  1 
and  500),  Arverne,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  March  24,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


246-35-BZ. 

APPLICANT— Lama  and  Proskauer  for  Elinor  D.  Man- 
son  and  Nora  M.  Reich,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 

PREMISES  AFFECTED— 62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe  place)  ; 
(Block  No.  1189,  Lot  No.  93),  Woodside,  Borough 
of  Queens. 

APPEARANCES—  ,  A  _ 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  Michael  Meyerwitz. 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh .  3 

Negative:  Chairman  Murdock .  1 

Absent  .  ® 

THE  RESOLUTION— 

(246-35-BZ) 

Whereas,  Lama  &  Proskauer,  for  Elinor  D.  Manson 
and  Nora  M.  Reich,  owners,  filed  September  17,  1935,  an 
application  under  section  21  of  the  building  zone  resolu¬ 
tion  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station;  premises.  62-01 
to  62-05  Broadway,  northeast' corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93),  Woodside,  Borough 

of  Queens;  and  t  ,  ,  .  .. 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  25,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
district;  62nd  street  is  in  a  business  and  residence  district; 
64th  street  is  in  an  unrestricted  business  and  residence 
district  and  35th  avenue  is  in  a  business  and  unrestricted 

district;  and  ,  ,  ,  .  .  r 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  10,  1935,  re  Application  No.  3479-1935, 
reads : 


“1.  The  erection  of  a  gasoline  service  station  in  a 
business  district  is  contrary  to  Art.  2,  section  4,  subd. 
46  of  the  B.Z.R.  (not  further  considered).” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  54.7  ft.  on  Broadway, 
119.6  ft.  on  62nd  street  and  a  distance  of  97  ft.  along  the 
west  lot  line — upon  which  it  is  proposed  to  erect  a  one 
story  office  and  auto  laundry  structure  34  ft.  by  97  ft., 
irregular  in  area  and  also,  to  install  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  and  verbal  report  of 
same  made  by  the  chairman  at  this  hearing ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  as  to  the  temporary  hardship' 
under  section  21  of  the  building  zone  resolution  and  was, 
therefore,  entitled  to  temporary  relief. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section  21 
for  a  period  of  five  (5)  years  from  the  date  of  this  action, 
permitting  the  plot  under  appeal  to  be  used  as  a  gasoline 
service  station  on  condition  that  the  access  to  the  plot  by 
motor  vehicles  shall  be  entirely  from  Broadway  with  no 
openings  into  the  gasoline  selling  station  or  any  of  the  acces¬ 
sory  uses  from  either  branch  of  62nd  street;  that  the  acces¬ 
sory  building  shall  be  located  toward  the  northerly  portion 
of  the  plot,  generally  as  indicated  on  plans  filed  with  this 
appeal,  and  shall  not  exceed  one  story  in  height  and  shall  be 
constructed  of  face  brick  or  brick  stuccoed  and  of  fireproof 
materials  throughout,  except  that  the  window  frames  and 
sash,  door  frames  and  doors,  roof  framing  and  roof  board¬ 
ing  may  be  of  wood,  provided  the  ceilings  throughout  are 
fire-retarded  in  accordance  with  the  Rules  of  the  Board 
of  Standards  and  Appeals,  and  roof  weather  surfacing  of 
non-inflammable  material ;  that  there  shall1  be  no  gasoline 
pumps  erected  nearer  than  10  ft.  to  the  street  building 
line;  that  on  the  street  building  line  of  each  branch  of 
62nd  street,  where  not  covered  by  walls  of  accessory  build¬ 
ings,  there  shall  be  erected  walls  of  similar  construction 
to  accessory  buildings  not  less  than  5  ft.  in  height;  that 
the  curb  cuts  to  the  premises  shall  be  limited  to  two  from 
Broadway,  no  curb  cut  to  exceed  20  ft.  in  width ;  that 
there  shall  be  no  automobile  repairing  permitted  on  the 
premises;  that  no  portable  gasoline  pumps  shall  be  used; 
that  there  shall  be  no  parking  of  cars  other  than  those 
being  serviced ;  that  any  greasing  equipment  shall  be  of 
the  hydraulic  lift  type;  that  the  advertising  shall  be  limited 
to  the  illuminated  globes  of  the  pumps  and  excluding  all 
roof  and  wall  signs  and  signs  of  a  temporary  nature;  that 
the  area,  where  not  covered  by  accessory  buildings  and 
walls,  shall  be  cement  paved ;  that  complete  working  draw¬ 
ings  shall  be  submitted  for  approval  before  same  are  filed 
with  the  commissioner  of  buildings;  that  such  plans  shall 
be  submitted  within  three  (3)  months  and  all  work  com¬ 
pleted  within  one  (1)  year  from  the  date  of  this  action. 


589-3 1-BZ. 

APPLICANT — Albert  Zimmer,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (re  decision  of  the  superintend¬ 
ent  of  buildings)  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 159-01  to  159-03  114th  avenue 
(Linden  boulevard),  northeast  corner  of  159th 
street  and  159-02  to  159-04  Meyer  avenue  (Block 
No.  2958,  Lot  No.  1),  Jamaica,  Borough  of 
Queens. 
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APPEARANCES— 

For  Applicant :  James  Keogh  and  Albert  Zimmer. 
ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  . ... .  0 

Absent  .  0 

THE  VOTE  Tp  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(589-31-BZ) 


Whereas,  this  application,  affecting  premises  159-01  to 
159-03  114th  avenue  (Linden  boulevard),  northeast  corner 
of  159th  street,  and  159-02  to  159-04  Meyer  avenue  (Block 
No.  2958,  Lot  No.  1),  Jamaica,  Borough  of  Queens,  was 
granted  by  the  board  at  its  meeting  March  4,  1932,  on 
certain  conditions,  and  applicant  requested  an  extension  of 
time  to  complete  the  work  which  was  granted  by  the  board 
February  23,  1934  and  March  19,  1935,  and  applicant  now 
requests  a  further  extension  of  time. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
March  4,  1932,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  obtaining  of  permits  and  cojnpletion 
of  work,  so  that  as  amended  this  portion  of  the  resolution 
will  read : 

“that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution,  on  condition  that  other  than  as  amended 
herein,  the  resolution  adopted  by  the  board  on  March 
4,  1932,  shall  be  complied  with  in  all  respects.” 


511-32-BZ. 

APPLICANT — Charles  Schaefer,  Jr.,  for  Rutherford  H. 
Clark,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  superintendent 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  district  the 
alteration  and  change  of  occupancy  of  part  of  an 
existing  building  for  business  purposes. 
^.PREMISES  AFFECTED — East  side  of  Girard  avenue, 
111.87  ft.  south  of  East  161st  street  (Block  No. 
t-  2474,  Lot  No.  37),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Lawrence  Rothman  and  O.  E. 
Davis. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(511-32-BZ) 


Whereas,  this  application  affecting  premises  east  side  of 
Gerard  avenue,  111.87  ft.  south  of  East  161st  street  (Block 
No.  2474,  Lot  No.  37),  Borough  of  The  Bronx,  was 


granted  by  the  board  January  13,  1933,  on  certain  condi¬ 
tions,  time  extended  July  14^  1933,  and  a  request  for  a 
further  extension  denied  April  30,  1935,  due  to  the  prem¬ 
ises  being  fully  occupied;  and 

Whereas,  applicant  requested  a  reopening  of  the  case 
stating  that  the  premises  were  now  vacant  and  the  case 
was  reopened  by  vote  of  the  board. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
January  13,  1933,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  obtaining  permits  and  completion  of 
work,  so  that  as  amended  this  portion  of  the  resolution 
will  read: 

“that  all  permits  required  shall  be  obtained  and  all 
work  involved  completed  within  one  (1)  year  from 
the  date  of  this  amended  resolution,  on  condition  that 
other  than  as  amended  herein,  the  resolution  adopted 
by  the  board  on  January  13,  1933,  shall  be  complied 
with  in  all  respects.” 


294-27-BZ. 

APPLICANT — Larry  Meltzer,  for  Kurland  Service  Sta¬ 
tions,  Inc.,  lessee  (long  term  lease). 

SUBJECT — Application  for  reopening  re  (decision  of  the 
commissioner  of  buildings) — amendment — re  Ap¬ 
plication,  granted  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 951-959  Lenox  road,  north 
side,  from  East  57th  street  to  Remsen  avenue 
(Block  No.  4644,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Larry  Meltzer. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  o 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  0 

Absent  . o 

THE  RESOLUTION— 

(294-27-BZ) 


Whereas,  this  application  affecting  premises  951-959 
Lenox  road,  north  side,  from  East  57th  street  to  Remsen 
avenue  (Block  No.  4644,  Lot  No.  1),  Borough  of  Brook¬ 
lyn,  was  granted  by  the  board  October  28,  1927,  on  certain 
conditions,  plans  approved  November  22,  1927  and  July 
24,  1928,  resolution  amended  March  13,  1934,  October  9, 
1934  and  March  26,  1935 ;  and 

Whereas,  the  present  long  term  lessee,  through  his 
agent,  Larry  Meltzer,  requested  a  reopening  of  the  appli¬ 
cation  for  further  amendment;  and 

Whereas,  this  application  to  extend  the  present  greas¬ 
ing  facilities  consisting  of  two  open  greasing  pits  by 
altering  the  accessory  building  to  permit  the  installation 
of  a  hydraulic  greasing  lift  was  reopened  by  vote  of  the 
board  February  28,  1935. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  28,  1927,  as 
amended  on  November  22,  1927,  March  13,  1934,  October 
9,  1934  and  March  26, 1935,  by  adding  thereto  the  following: 
“that  in  the  event  that  the  owner  desires  to  extend  the 
existing  accessory  building  to  the  corner  of  Lenox 
road  and  East  57th  street  for  the  purpose  of  adding 
facilities  for  two  hydraulic  greasing  lifts  and  car 
washing  space  generally  as  indicated  on  plans  marked 
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received  ‘February  21,  1936’,  that  such  alterations  and 
extension  of  the  accessory  building  may  be  permitted, 
provided  no  open  greasing  pits  are  permitted  on  the 
plot  and  the  structural  material  and  design  of  the  addi¬ 
tion,  harmonizes  with  the  existing  accessory  building 
and  that  in  all  other  respects,  except  as  may  be  incon¬ 
sistent  herewith,  the  conditions  imposed  by  the  board 
in  the  above  resolution  as  amended  shall  be  complied 
with.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

7-36- A. 

APPLICANT — Preferred  Utilities  Co.,  for  Yammasse 
Corp.,  owner. 

SUBJECT— Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 308-316  East  48th  street,  south 
side,  100  ft.  east  of  Second  avenue  (Block  No. 
1340,  Lot  No.  44),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . * .  0 


29-36- A. 

APPLICANT— Preferred  Utilities  Co.,  Inc.,  for  Bellevue 
Training  School  for  Nurses,  owner. 

SUBJECT— Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 425-427  East  25th  street,  north 
side,  325  ft.  east  of  First  avenue  (Block  No.  957, 
part  of  Lot  No.  16),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appeal  wihtdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


363-35-A. 

APPLICANT— Saul  Goldsmith,  for  Lida  M.  Slattery, 
lessee  of  basement. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 550  State  street,  south  side, 
145  ft.  west  of  Flatbush  avenue  (Block  No.  180, 
Lot  No.  22),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Saul  Goldsmith. 

For  Administration:  Assistant  Engineer  Dewey 
Rothbrug  of  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  withdrawn.  The  appli¬ 
cant  in  this  appeal  represented  the  tenant  of  the 
basement  restaurant  as  to  violation  affecting  that 
occupancy  and  that  there  are  additional  violations 
against  the  owner  of  the  premises,  based  on  this 
and  other  business  occupancies  of  the  building. 
At  the  suggestion  of  the  chairman  the  applicant 
requested  permission  to  withdraw  this  appeal  so 
that  the  commissioner  of  buildings  could  proceed 
against  the  owner  to  enforce  orders  as  to  condi¬ 
tions  affecting  all  occupancies  in  the  building. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 


Negative  .  0 

Absent  .  0 


13-36-A. 

APPLICANT — Francis  Seaman  for  New  York  Railways 
Corporation,  owner. 

SUBJECT — Approval  of  plans— re  Appeal  from  a  decision 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED— 1552-1560  Lexington  avenue, 
northwest  corner  of  East  99th  street  and  1301- 
1309  Park  avenue  (Block  No.  1627,  Lot  No.  1), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Plans  approved. 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(13-36-A) 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  plans  filed  marked  “Received  February  25, 
1936”  and  consisting  of  four  sheets,  Plans  No.  10-D,  10-E, 
10-F  and  106,  as  revised  to  February  24,  1936,  as  complying 
with  the  requirements  of  resolution  adopted  February  18, 
1936,  and  that  all  conditions  of  the  resolution  referring  to 
monthly  inspection  and  the  operation  of  the  ventilating 
system  shall  be  complied  with. 


365-35-A. 

APPELLANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  F.  W.  Woolworth  Company,  lessee. 
SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 2220-2226  Broadway,  northeast 
corner  of  West  79th  street  (Block  No.  1227,  Lot 
No.  13),  Borough  of  Manhattan. 
APPEARANCES— 

For  Appellant :  Herman  E.  Horwood. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(365-35-A) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  F.  W.  Woolworth  Company,  lessee,  filed  Decem¬ 
ber  31,  1935,  an  appeal  from  an  order  of  the  commissioner 
of  buildings,  affecting  premises  2220-2226  Broadway, 
northeast  corner  of  West  79th  street  (Block  No.  1227, 
Lot  No.  13),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  December  10,  1935,  Order  No.  25727-F,  reads: 

“1.  Install  an  approved  automatic  wet  sprinkler 
system  throughout  cellar  as  per  Rules  of  the  Board  of 
Standards  and  Appeals  and  Section  20,  Chapter  12, 
Code  of  Ordinances.” 

and 

Whereas,  the  building  erected  in  1904  and  altered  in 
1931,  is  non-fireproof,  two  (2)  stories  (32  ft.  9 in.)  and 
cellar  in  height,  OCCUPIED:  Cellar — boiler  room,  stock 
room,  receiving  room  and  kitchen  (for  restaurant  on  1st 
story) — 25  persons;  1st  story — 5  and  10  cents  store;  and 
restaurant — 100  persons ;  2nd  story — interior  decoration — 
5  persons;  and 
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Whereas,  applicant  contends  that  the  restaurant  and 
kitchen  are  separated  from  the  remainder  of  the  1st  and 
2nd  stories  by  8  in.  brick  walls  on  the  cellar  story  and  6 
in.  terra  cotta  blocks  on  the  1st  story;  that  the  building 
faces  on  two  streets ;  that  the  two  stairways  leading  from 
the  cellar  to  1st  story  are  respectively,  enclosed  with  6  in. 
terra  cotta  partitions  and  fireproof  doors  leading  to  same; 
that  there  is  a  separate  room  provided;  for  storing  and 
baling  of  waste  paper  and  that  the  largest  open  area  on 
the  cellar  story  is  approximately  7,800  sq.  ft. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  25727-F,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted  on  condition  that 
there  shall  be  constructed  in  the  basement  surrounding  the 
space  used  as  a  cooking  space  in  which  a  gas  range  is 
installed,  terra  cotta  block  partition  not  less  than  4  in.  in 
thickness  running  from  floor  to  ceiling  and  with  outwardly 
opening  fireproof  door  therein ;  that  there  shall  be  installed 
in  accordance  with  Rule  53  of  the  Sprinkler  Rules  of  the 
Board  of  Standards  and  Appeals  a  sprinkler  system  in  the 
rear  of  the  basement  in  the  section  as  shown  and  desig¬ 
nated  as  “receiving  space”,  having  an  area  of  approx¬ 
imately  1,500  sq.  ft.;  that  sprinkler  heads  in  this  area  be 
so  spaced  that  no  head  covers!  an  area  of  more  than  80 
sq.  ft. ;  that  this  sprinkler  system  be  connected  directly 
to  the  main  water  supply  in  the  building,  on  further  con¬ 
dition  that  such  water  supply  is  not  less  than  \y2  in.  in 
diameter  and  waiving  the  requirements  of  Rule  13  of  the 
Sprinkler  Rules  as  to  Fire  Department  connection ;  that 
there  shall  be  installed  not  less  than  two  sprinkler  heads 
in  the  paper  storage  room  and  one  sprinkler  head  in  the 
vestibule  at  the  foot  of  the  stairs  at  the  easterly  wall1 
leading  to  the  first  floor;  that  the  building  shall  comply 
in  all  other  respects  with  all  laws  and  regulations  applica¬ 
ble  thereto ;  and  granted  only  so  long  as  this  portion  of 
the  basement  space  is  occupied  in  conjunction  with  the 
first  floor  store  above,  by  F.  W.  Woolworth  Co. 


307-34-A. 

APPLICANT — Industrial  Automatic  Sprinkler  Co.,  for 
Wheeler  Shipyard,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Appeal  from  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 2973-3011  Cropsey  avenue, 
northeast  corner  of  Coney  Island  Creek  (Block 
No.  6997,  Lot  Nos.  300,  310,  312,  330,  331  and  333), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Edwin  W.  Kleinert. 

ACTION  OF  BOARD — -Resolution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(307-34-A) 


Whereas,  this  appeal  affecting  premises  2973-3011  Crop¬ 
sey  avenue,  northeast  corner  of  Coney  Island  Creek  (Block 
No.  6997,  Lot  Nos.  300,  310,  312,  330,  331  and  333),  Bor¬ 
ough  of  Brooklyn,  was  granted  by  the  board  April  2,  1935, 
on  certain  conditions,  and  applicant  requested  an  amend¬ 
ment  of  the  resolution  as  to  yard  hydrants. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
April  2,  1935,  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  the  6  in.  yard  hydrant,  so  that  as 


amended  this  portion  of  the  resolution  will  read : 

“that  there  shall!  be  installed  four  6  in.  hydrants  at 
points  indicated  on  revised  plan  filed,  marked  ‘received 
February  18,  1936’,  each  hydrant  to  be  equipped  with 
200  ft.  of  hose ;  that  other  as  amended  herein,  the 
resolution  adopted  by  the  board  on  April  2,  1935,  shall 
be  complied  with  in  all  respects.” 


VARIATION  OF  LABOR  LAW 

264-24- S. 

APPLICANT — John  J.  Gilmartin,  for  Fred’k  Fox  &  Co., 
Inc.,  owner. 

SUBJECT — Application  for  reopening — re  order  of  the 
commissioner  of  buildings — amendment — re  Varia¬ 
tion  of  the  labor  law. 

PREMISES  AFFECTED — 54  East  11th  street  (Block  No. 
562,  Lot  No.  11),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  John  J.  Gilmartin. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

•Walsh . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  Tp  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

( 264-24- S) 


Whereas,  this  application  affecting  premises  54  East 
11th  street  (Block  No.  562,  Lot  No.  11),  Borough  of  Man¬ 
hattan,  was  granted  by  the  board  April  29,  1924,  on  certain 
conditions,  and  the  owner,  through  his  representative,  John 
J.  Gilmartin,  requested  an  amendment  of  the  resolution; 
and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board ;  and 

Whereas,  the  preamble  to  the1  resolution  of  April  29, 
1924,  stated  that  the  building  was  of  fireproof  construc¬ 
tion,  11  stories  in  height,  25  ft.  by  94  ft.  9  in.  in  area, 
occupied  as  a  tenant  factory,  240  persons  above  the  2nd 
story,  equipped  with  a  sprinkler  system  and  a  fire  alarm 
signal  system,  exits,  an  interior  fireproof  stairway  ex¬ 
tending  from  1st  story  to  top  story  with  fireproof  doors 
at  openings,  an  exterior  screened  stairway  with  fireproof 
openings  on  the  course  thereof,  in  the  rear  of  the  building 
with  egress  to  fire  escape  balcony  on  building  to  rear  and 
a  substantial  fire  escape  on  the  front  of  the  building,  the 
roof  of  the  building  to  west  5  stories  lower  and  of  building 
to  east  2  stories  lower;  and 

Whereas,  the  resolution  of  April  29,  1924,  reads : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  from  the  requirements 
of  the  labor  law  and  that  the  petition  be  and  it  hereby 
is  granted  on  condition  that  the  rear  fire  escape  as 
now  installed  shall  be  maintained  and  that  the  occu¬ 
pancy  and  use  shall  not  be  increased ;  that  a  balcony 
or  bridge  connecting  fire  escapes  of  these  premises  to 
the  fire  escapes  of  the  premises  in  the  rear  (Nos.  29 
and  31  East  10th  street)  shall  be  provided  at  the  2nd 
and  8th  story  level ;  and  granted  so  long  as  condi¬ 
tions  as  to  occupancy  and  use  remain  substantially 
unchanged., 

Resolved,  that  the  resolution  adopted  by  the  board  on 
April  29,  1924,  be  and  it  hereby  is  amended,  by  adding 
thereto  the  following: 
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“that  in  the  event  the  fire  escape  bridge  at  the  8th 
story  level  from  the  rear  fire-escape  to  the  building 
adjoining  in  the  rear  is  discontinued,  there  shall  be 
constructed  a  fire-retarded  passageway  at  the  second 
story  level  generally  as  shown  on  plans  marked  ‘re¬ 
ceived  January  20,  1936’,  connecting  the  rear  fire-escape 
with  the  primary  means  of  exit,  consisting  of  a  fire- 
retarded  enclosed  stairway,  exiting  direct  to  West  11th 
street ;  that  in  all  other  respects  the  resolution  adopted 
by  the  board  on  April  29,  1924,  shall  be  observed  and 
the  conditions  as  therein  set  forth  maintained.” 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

11-36-SA. 

APPLICANT — Adrian  B.  Smith,  for  The  Hipoint  Cor¬ 
poration,  owner. 

SUBJECT — Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2, 
approval  of. 

APPEARANCES— 

For  Applicant :  H.  R.  Wilson. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar,  and  referred  to  engineer  of  the  board 
for  test  and  report. 


219-35-SM. 

APPLICANT — United  Wire  &  Supply  Corporation. 
SUBJECT — “United”  Copper  Service  Pipe,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Material  approved  in  accordance 
with  report  of  committee  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

N  egative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(219-35-SM) 

Whereas,  the  United  Wire  and  Supply  Corporation, 
filed  August  15,  1935,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  material 
known  as  the  “United”  Copper  Service  Pipe ;  and 

Whereas,  this  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  committee  was  substantially 
as  follows : 

A  committee  of  the  board  consisting  of  Commis¬ 
sioner  Savage  and  Engineer  Huber  inspected  and 
tested  sample  of  United  Copper  Service  pipe  (drawn 
tubing)  submitted  for  approval  under  Cal.  No.  219-35- 
SA  for  use  in  fuel  oil  installations.  The  material  is 
electrotype  copper  deoxidized  with  phosphorus,  99.8% 
cold  drawn  or  soft  annealed.  This  pipe  marked 
United  K  has  a  thickness  of  .049  in.  for  diameter  (in¬ 
side)  of  .500,  .625  and  .750  in.  corresponding  to  nom¬ 
inal  sizes  of  Yz  and  §4  in-  This  is  standard.  It  is 
recommended  that  the  United  Wire  &  Supply  Cor¬ 
porations,  “United”  Copper  service  marked  United  K, 
of  thickness  .049  be  approved. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  material  known  as  the  “United”  cop¬ 
per  service  pipe  for  use  in  New  York  City  where  copper 
tubing  of  this  diameter  and  weight  is  required  to  be  used. 


253-35-SA. 

APPLICANT — Preferred  Utilities  Mfg.  Corp.,  owner. 
SUBJECT — Preferred  Oil  Burner  (Manual  Operation), 
Model  D.O.,  approval  of. 


APPEAR  AN  CES — 

For  Applicant:  None. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 
with  report  of  committee  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  " 

THE  RESOLUTION— 

(253-35-SA) 

Whereas,  Preferred  Utilities  Mfg.  Corporation,  owner, 
filed  September  24,  1935,  an  application  with  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  Preferred  Oil  Burner,  Model  D.O.  (Manual  Opera¬ 
tion)  ;  and 

Whereas,  the  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  committee  was  substantially 
as  follows : 

This  burner  is  of  the  Horizontal  Rotary  type,  direct 
motor  drive  alternating  and  direct  current.  The  motor 
is  wound  on  hollow  shaft  rotating  in  wool  packed 
sleeve  bearings  that  hold  sufficient  lubrication  for  500 
hours.  Motor  is  entirely  sealed  by  a  cast  iron  housing. 
The  nozzle  is  of  3  sizes,  small,  medium  and  large.  A 
rifled  bushing  which  twists  the  air  in  the  opposite 
direction  to  the  oil  spray  is  common  to  all  3  sizes. 

The  burner  is  manually  operated  and  will  burn  No. 
3  and  lighter  oils.  Oil  is  piped  to  the  metering  valve. 

The  air  is  admitted  at  rear  of  burner  and  passes 
between  the  outside  shell  and  the  motor  housing  to  a 
metering  shutter.  The  air  and  oil  supply  can  be  in¬ 
terlocked  by  a  throttle  control. 

The  oil  is  delivered  from  tank  through  a  Teesdale 
(TUS)  Pump  and  the  current  is  controlled  by  a  bull¬ 
dog  switch. 

The  operation  of  the  burner  at  33  West  60th  street 
was  not  satisfactory  owing  to  down  draft  conditions 
and  a  committee  of  the  board  consisting  of  Commis¬ 
sioners  Savage  and  Blum  and  Engineer  Huber  in¬ 
spected  an  installation  in  a  French  range  at  Journal 
square,  Jersey  City.  Here  conditions  were  found 
satisfactory,  the  burner  operating  perfectly. 

It  is  recommended  that  the  Preferred  Oil  Burner 
(Manual  Operation),  Model  D,  be  approved  for  oil 
burner  installation  with  fuel  oil  not  heavier  than  No. 
3,  when  installed  in  accordance  with  Oil  Burner  Rules 
for  all  installations,  commercial  and  industrial  except 
tailor  pressing  machine  operation.  The  operator  of 
this  burner  in  all  cases  to  have  a  certificate  of  fitness. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Preferred  Oil 
Burner,  Model  D.O.  (Manual  Operation),  for  use  in  in¬ 
dustrial’  and  commercial  installations,  except  in  connection 
with  pressing  machines,  with  fuel  oil  not  heavier  than  No. 
3,  when  installed  in  accordance  with  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals  on  condition  that 
this  oil  burning  device  shall  bear  a  label  permanently 
attached  thereto  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  253-35-SA. 


Adjourned,  3:45  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals,  held  Tuesday,  February  18,  1935,  as  they 
appeared  in  Bulletin  No.  8,  Vol.  XXI,  are  hereby  cor¬ 
rected  to  read  as  follows : 

THE  RESOLUTION— 

(311-35-BZ) 

,  Whereas,  Earl  I.  Gallant,  for  Workers  Colony  Corpora¬ 
tion,  owner,  filed  November  4,  1935,  an  application  under 
the  building  zone  resolution  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the  alteration  and 
change  of  occupancy  of  a  portion  of  an  existing  multiple 
dwelling  to  a  restaurant ;  premises :  2700  Bronx  Park  East, 
northeast  corner  of  Allerton  avenue  (Block  No.  4506,  Lot 
No.  1),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  18,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bronx  Park  East  is  in  a 
residence  district ;  Allerton  avenue  is  in  business  and  resi¬ 
dence  districts ;  Barker  avenue  is  in  residence  and  business 
districts  and  Britton  street  is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  23,  1935,  re  Alt.  App.  No.  596-35,  reads : 

“L  Proposed  occupancy  of  portion  of  building  in 
residence  district  as  public  restaurant  is  contrary  to 
provisions  of  building  zone  resolution.  Building  in 
which  it  is  proposed  to  place  restaurant  is ,  located 
partly  in  a  residence  district  and  partly  in  a  business 
district.” 

and 


^Correction— Word  “opaque”  changed  to  “translucent” 
in  line  57  of  resolution. 


Whereas,  the  building  is  of  non-fireproof  construction 
five  stories  and  basement  in  height,  with  a  frontage  of  166 
ft.  854  in.  on  Bronx  Park  East  and  140  ft.  2}4  in.  on  Aller¬ 
ton  avenue ;  to  be  occupied  as  a  restaurant  in  a  portion  of 
the  basement  and  as  apartments  above ;  and 

Whereas,  the  site  in  question  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  which  recom¬ 
mended  that  the  variation  be  granted  for  a  period  of  five 
years,  under  section  21  of  the  building  zone  resolution, 
under  certain  specific  stipulations. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  moic  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof  for  a  period  of  five  years  from  the  date  of  this 
action,  to  permit  the  proposed  restaurant  located  in  the 
basement  of  the  multiple  dwelling  at  the  corner  of  Aller¬ 
ton  avenue  and  Bronx  Park  East  within  the  residence 
district  to  be  used  as  a  cooperative  dining  room  for  the 
exclusive  use  of  the  tenants  in  this  building  and  the  other 
adjacent  buildings  under  the  management  and  control  of 
the  Workers  Colony  Corporation,  on  condition  that  there 
shall  be  no  signs  displayed  on  the  exterior  of  the  building, 
except  one  non-illuminated  sign  at  the  existing  entrance 
to  the  basement  restaurant  from  the  interior  of  the  court 
leading  from,  Allerton  avenue,  which  shall  read  “This  Co¬ 
operative  Dining  room  is  for  the  exclusive  use  of  the 
tenants  of  the  buildings  under  the  management  of  the 
Workers  Colony  Corp.” ;  that  the  glass  in  the  windows  of 
the  restaurant  facing  Allerton  avenue  and  Bronx  Park 
East  shall  be  changed  to  translucent  glass;  that  a  second 
means  of  exit  from  the  proposed  restaurant  shall  be  main¬ 
tained  to  Bronx  Park  East,  but  this  entrance  shall  be  used 
solely  for  exit  purposes  in  case  of  fire ;  that  the  space  used 
for  the  restaurant  and  the  necessary  equipment  therefor 
shall  not  exceed  the  area  indicated  on  plans  filed  with 
this  appeal. 


APPROVED  APPLIANCES 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  .  81-20-SA 

Walworth  Company  .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company  .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 


APPROVED  FUEL  OIL  FILL  PIPE  TERMINALS 


Name 
Flagg  ... 
J.  H.  N. 
Newbury 
Preferred 


Calendar  No.  Name  Calendar  No. 

345-35-SA  Rhode  Island  .  204-35-SA 

292-35-SA  Seal-O-Strain  .  48-35-SA 

223-35-SA  Sealtite  .  231-35-SA 

213-35-SA  Simplex  .  214-35-SA 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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REVISED  ELEVATOR  RULES 

RULES  FOR  THE  CONSTRUCTION,  MAINTENANCE  AND  OPERATION  OF  ELEVATORS 
(ADOPTED  TULY  30,  1918,  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS, 
EFFECTIVE  AUGUST  26,  1918;  REVISED  MAY  13,  1919)  AND  REVISED 
JUNE  12,  1931,  EFFECTIVE  DECEMBER  12,  1931. 


[240-19-SR] 

ELEVATOR  RULES 

Definitions 

1.  Alteration. 

An  “Alteration”  of  an  elevator,  dumbwaiter,  or  escalator, 
is  a  change  in  the  use,  classification,  operation,  control, 
character  of  power  supply,  capacity  or  speed  of  the  eleva¬ 
tor,  escalator  or  dumbwaiter,  application  for  which  is  filed 
in  the  Department  of  Buildings  after  the  Rules  become 
effective. 

2.  Auxiliary  Power  Elevator. 

An  “auxiliary  power  elevator”  is  one  having  a  source  of 
mechanical  power,  such  as  shafting,  in  common  with  other 
machinery. 

3.  Bi-Parting  Door  or  Gate. 

A  “bi-parting  door  or  gate”  is  a  vertical-slide,  horizontal- 
slide,  or  swing  door  or  gate  consisting  of  two  or  more 
sections  so  arranged  that  the  sections,  or  pairs  of  sections, 
open  away  from  each  other,  and  so  interconnected  that  both 
sections  operate  simultaneously. 

4.  Board. 

Wherever  the  word  “Board”  is  used  in  these  Rules,  un¬ 
less  specifically  stated  otherwise,  it  shall  mean  the  Board 
of  Standards  and  Appeals. 

5.  Bottom  Clearance. 

“Bottom  clearance”  of  the  elevator  car  is  the  vertical  dis¬ 
tance  between  any  obstruction  in  the  pit,  exclusive  of  the 
compensating  device,  buffers,  and  buffer  supports,  and  the 
lowest  point  on  the  understructure  of  the  elevator  car  ex¬ 
clusive  ot  the  safeties,  car-frame  channels,  and  guide  shoes, 
when  the  car  floor  is  level  with  the  lower  terminal  landing. 

6.  Bottom  Overtravel. 

“Bottom  overtravel”  of  the  elevator  car  is  the  distance 
the  car  floor  can  travel  below  the  level  of  the  lower 
terminal  landing,  until  the  fully  loaded  car  rests  on  the 
buffers,  and  includes  the  resulting  buffer  compression. 

Bottom  overtravel  of  the  counterweight  is  the  distance 
the  counterweight  can  travel  below  its  position  when  the 
car  plattorm  is  level  with  the  upper  terminal  landing,  until 
the  counterweight  rests  on  the  buffers,  and  includes  the 
resulting  buffer  compression. 

7.  Buffer. 

A  “buffer”  is  a  device  designed  to  absorb  the  impact  of 
the  car  or  counterweight  at  the  lower  limits  of  travel. 

8.  Department. 

Wherever  the  word  “Department”  is  used  in  these  Rules, 
unless  specifically  designated  otherwise,  it  shall  mean  the 
Department  of  Buildings. 

9.  Car  or  Counterweight  Safety. 

A  “car  or  counterweight  safety”  is  a  mechanical  device 
attached  to  the  car  or  counterweight  frame  to  stop  and 
hold  the  car  or  counterweight  in  case  of  predetermined 
overspeed,  free  fall,  or  through  slackening  of  the  cables. 

10.  Car  Door  or  Gate. 

A  “car  door  or  gate”  is  the  door  or  gate  in  or  on  the  ele¬ 
vator  car  ordinarily  used  for  entrance  and  exit. 

11.  Car  Door  or  Gate  Electric  Contact. 

A  “car  door  or  gate  electric  contact”  is  a  device  to  open 
the  control  circuit,  or  an  auxiliary  circuit,  when  the  car 
door  or  gate  is  open  more  than  two  inches  from  full  clo¬ 
sure,  and  thus  prevent  operation  of  the  elevator  in  a  direc¬ 
tion  to  move  the  car  away  from  the  landing. 


12.  Car  Enclosure. 

The  “car  enclosure  or  cab”  of  an  elevator  is  the  enclosure 
consisting  of  railings,  doors  or  gates,  walls,  and  the  top  or 
cover  built  upon  the  platform. 

13.  Car  Frame. 

A  “car  frame”  (sling)  is  the  supporting  frame  to  which 
the  car  platform,  upper  and  lower  sets  of  guide  shoes,  and 
the  hoisting  cables  are  usually  attached. 

14.  Car- Leveling  Device. 

A  “car-leveling  device”  is  any  mechanism  or  control 
which  will  move  the  car  within  a  limited  zone  toward  and 
stop  the  car  at  the  landing.  A  car-leveling  device  may  also 
be  used  for  emergency  operation  of  the  car  throughout 
its  entire  travel  and  for  safe-lifting  purposes. 

15.  Car  Platform. 

The  “car  platform”  is  the  structure  which  forms  the 
floor  of  the  car  and  directly  supports  the  load. 

16.  Chain-Driven  Elevator. 

A  “chain-driven  elevator”  is  an  elevator  machine  con¬ 
nected  to  a  reversible  motor,  engine  or  turbine  by  a  chain. 

17.  Contract  Load. 

The  “contract  load”  is  the  load  specified  in  the  contract 
for  the  purchase  of  the  elevator,  or  in  the  application  for 
the  building  permit. 

18.  Contract  Speed. 

“Contract  speed”  is  the  speed  specified  to  be  attained  by 
the  elevator  in  the  up  direction  with  contract  load  in  the 
car  in  the  purchase  contract  or  in  the  application  for  the 
building  permit. 

19.  Control. 

The  “control”  of  an  elevator  is  the  system  of  regulation 
by  which  the  starting,  stopping,  direction  of  motion,  acceler¬ 
ation,  speed,  and  retardation  of  the  elevator  are  governed. 

19.1.  Generator-Field  Control. 

“Generator-field  control”  is  a  system  in  which 
control  is  primarily  accomplished  by  the  use.  of  an 
individual  generator  for  each  elevator,  in  which  the 
voltage  applied  to  the  hoisting  motor  is  adjusted  by 
varying  the  strength  and  direction  of  the  generator 
field. 

19.2.  Multi- Voltage  Control. 

“Multi-voltage  control”  is  a  system  in  which  con¬ 
trol  is  accomplished  primarily  by  impressing  suc¬ 
cessively  on  the  armature  of  the  hoisting  motor  a 
number  of  substantially  fixed  voltages  such  as  may 
be  obtained  from  multi-commutator  generators 
common  to  a  group  of  elevators. 

19.3.  Rheostatic  Control. 

“Rheostatic  control”  is  a  system  in  which  control 
is  accomplished  primarily  by  varying  resistance  and 
reactance  in  the  armature  and  field  circuit  of  the 
hoisting  motor. 

20.  Conveyor. 

A  “conveyor”  is  a  device  intended  for  the  continuous 
movement  of  materials  only  and  operating  without  the 
services  of  an  operator  thereon. 

21.  Door  Closer. 

A  “door  closer”  is  a  device,  operated  by  gravity  or  other 
means,  which  will  automatically  close  a  door  when  re¬ 
leased  by  the  operator  or  by  suitable  automatic  means. 

22.  Double-Belted  Elevator. 

A  “double-belted  elevator”  is  an  auxiliary  power  elevator 
in  which  the  direction  of  motion  is  changed  without  re¬ 
versal  of  the  prime  mover. 
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23.  Dumbwaiter. 

A  “dumbwaiter”  is  a  hoisting  and  lowering  mechanism 
equipped  with  a  car,  the  maximum  horizontal  sectional  area 
of  which  is  9  square  feet,  whose  maximum  compartment 
height,  if  provided  with  a  fixed  or  removable  bottom,  is  4 
feet,  the  maximum  capacity  of  which  is  500  pounds,  and 
which  is  used  exclusively  for  carrying  freight  or  materials. 

24.  Electric  Elevator. 

An  “electric  elevator”  is  an  elevator  in  which  the  motion 
of  the  car  is  obtained  through  an  electric  motor  directly 
applied  to  the  elevator  machinery. 

25.  Elevator. 

An  “elevator”  is  a  hoisting  and  lowering  mechanism 
equipped  with  a  car  or  platform  which  moves  in  guides  in 
a  substantially  vertical  direction. 

Dumbwaiters,  hoists,  endless  belts,  conveyors,  chains, 
buckets,  and  similar  machines  used  for  the  purpose  of  ele¬ 
vating  materials,  and  tiering  or  piling  machines  are  not 
included  in  the  term  “Elevator.” 

26.  Elevator  Car. 

An  “elevator  car”  is  the  load-carrying  unit,  including  its 
platform,  car  frame  and  enclosure,  if  any. 

27.  Elevator  Landing. 

An  “elevator  landing”  is  that  portion  of  a  floor,  balcony 
or  platform  immediately  adjacent  to  the  hoistway  opening 
used  to  receive  and  discharge  passengers,  freight  or  mate¬ 
rials. 

28.  Elevator  Machine. 

An  “elevator  machine”  is  the  machinery  and  its  equip¬ 
ment  used  in  raising  and  lowering  the  elevator  car, 

28.1.  Traction  Machine. 

A  “traction  machine”  is  an  elevator  machine  in 
which  the  motion  of  the  car  and  counterweight  is 
obtained  by  means  of  traction  between  the  driving 
drum,  sheave,  or  sheaves  and  the  connecting  hoist¬ 
ing  cables. 

28.2.  Winding-Drum  Machine. 

A  “winding-drum  machine”  is  an  elevator  ma¬ 
chine  in  which  the  cables  are  fastened  to  and  wind 
on  a  drum. 

28.3.  Direct-Drive  Machine. 

A  “direct-drive  machine”  is  one  in  which  the 
power  is  transmitted  directly  to  the  driving  sheave 
or  sheaves  without  intermediate  mechanism  or  gears. 

28.4.  Worm-Geared  Machine. 

A  “worm-geared  machine”  is  one  in  which  the 
power  is  transmitted  to  the  driving  sheaves  or  drum 
through  worm  gearing. 

28.5.  Spur-Geared  Machine. 

A  “spur-geared  machine”  is  one  in  which  the 
power  is  transmitted  to  the  driving  sheaves  or  drum 
through  spur  gearing. 

29.  Emergency  Release. 

An  “emergency  release”  is  a  device  to  make  inoperative 
door  or  gate  electric  contacts  or  door  interlocks  in  case  of 
emergency. 

30.  Emergency  Stop  Switch. 

An  “emergency  stop  switch”  (safety  switch)  is  a  device 
in  the  car  used  to  cut  off  the  power  from  the  elevator 
machine  independently  of  the  operating  devices. 

31.  Escalator. 

An  “escalator”  is  a  moving  inclined  continuous  stairway 
or  runway  used  for  raising  or  lowering  passengers. 

32.  Final  Terminal  Stopping  Device. 

A  “final  terminal  stopping  device”  is  an  automatic  device 
for  stopping  the  car  and  counterweight  from  contract 
speed,  within  the  top  clearance  and  bottom  overtravel,  in¬ 
dependently  of  the  operation  of  the  normal  terminal  stop¬ 
ping  device,  and  the  operating  device. 

33.  Freight  Elevator. 

A  “freight  elevator”  is  an  elevator  used  for  carrying 
freight  or  materials  and  on  which  only  the  operator  and 


the  persons  necessary  for  handling  the  freight  or  mate¬ 
rials  are  permitted  to  ride. 

34.  Gravity  Elevator. 

A  “gravity  elevator”  is  an  elevator  in  which  gravity  is 
the  source  of  power. 

35.  Hand  Power  Elevator. 

A  “hand  power  elevator”  is  an  elevator  driven  by  manual 
power. 

36.  Hoist. 

A  “hoist”  is  all  the  machinery,  apparatus  and  equipment, 
(except  cranes)  for  raising  or  lowering  freight  by  means' 
of  a  sling  or  hook. 

37.  Hoistway. 

A  “hoistway”  is  any  shaftway,  hatchway,  well  hole,  or 
other  vertical  opening  or  space  in  which  an  elevator  or 
dumbwaiter  is  designed  to  operate. 

38.  Hoistway  Door  or  Gate. 

.  A  “hoistway  door  or  gate”  is  the  hinged  or  sliding  por¬ 
tion  of  the  hoistway  enclosure  giving  access  to  the  elevator 
at  any  landing. 

39.  Hoistway-Door  or  Gate  Electric  Contact. 

A  “hoistway-door  or  gate  electric  contact”  is  a  device  to 
open  the  control  circuit,  or  an  auxiliary  circuit,  when  the 
hoistway  door  or  gate  at  which  the  car  is  standing  is  open 
more  than  2  inches  from  full  closure,  and  thus  prevent 
operation  of  the  elevator  car  away  from  the  landing. 

39.1.  Door  Unit  Contact  System. 

A  “door  unit  contact  system”  is  a  contact  system 
which  meets  the  requirements  of  the  contact  defini¬ 
tion  above,  but  does  not  require  all  the  hoistway 
doors  to  be  closed. 

39.2.  Hoistway  Unit  Contact  System. 

A  “hoistway  unit  contact  system”  is  a  contact 
system  which  meets  the  requirements  of  the  contact 
definition  above,  and  also  requires  all  hoistway 
doors,  to  be  closed. 

40.  Hoistway-Door  Interlock. 

A  “hoistway-door  interlock”  is  a  device,  the  purpose  of 
which  is : 

First:  To  prevent  the  operation  of  the  elevator 
machine  to  move  the  car  away  from  a  landing  un¬ 
less  the  hoistway  door  at  that  landing  is  locked  in 
the  closed  position. 

Second :  To  prevent  the  opening  of  the  hoistway 
door  from  the  landing  side  (except  by  special  key), 
unless  the  car  is  at  rest  within  the  landing  zone] 
or  is  coasting  through  the  landing  zone  with  its 
operating  device  in  the  stop  position. 

40.1.  Door  Unit  Interlock  System. 

“Door  unit  interlock  system”  is  an  interlock  sys¬ 
tem  which  meets  the  requirements  of  the  interlock 
definition  above,  but  does  not  require  all  the  hoist¬ 
way  doors  to.be  locked  in  the  closed  position. 

40.2.  Hoistway  Unit  Interlock  System. 

“Hoistway  unit  interlock  system”  is  an  interlock 

system  which,  in  addition  to  fulfilling  the  require¬ 
ments  given  under  the  definition  of  interlock,  will 
also  prevent  the  operation  of  the  car  unless  all 
hoistway  doors  are  locked  in  the  closed  position. 

41.  Hoistway  Enclosure. 

A  “hoistway  enclosure”  is  any  structure  which  separates 
the  hoistway,  either  wholly  or  in  part,  from  the  floors  or 
landings  through  which  the  hoistway  extends. 

42.  Hydraulic  Elevator. 

.  A  “hydraulic  elevator”  is  an  elevator  in  which  the  mo¬ 
tion  of  the  car  is  obtained  from  liquid  under  pressure. 

42.1.  Plunger  Elevator. 

A  “plunger  elevator”  is  a  hydraulic  elevator  hav¬ 
ing  a  ram  or  plunger  directly  attached  to  the  under 
side  of  the  car  platform. 

42.2.  Rope-Geared  Hydraulic  Elevator. 

A  “rope-geared  hydraulic  elevator”  is  an  elevator 
in  whicl*  the  motion  of  the  car  is  obtained  by 
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multiplying  the  travel  of  a  piston  or  ram  by  a  sys¬ 
tem  of  sheaves  over  which  the  hoisting  ropes 
operate. 

43.  Installations. 

43.1.  Existing  Installation. 

An  “existing  installation”  of  an  elevator,  dumb¬ 
waiter  or  escalator  is  an  installation  the  applica¬ 
tion  for  which  was  filed  with  the  Department  be¬ 
fore  these  Rules  become  effective  in  accordance 
with  1.1,  Applications. 

43.2.  New  Installation. 

A  “new  installation”  of  an  elevator,  dumbwaiter 
or  escalator  is  a  complete  elevator,  dumbwaiter  or 
escalator  installation  the  application  for  which  is 
filed  with  the  Department  after  these  Rules  be¬ 
come  effective  in  accordance  with  1.1,  Applications. 

44.  Landing  Zone. 

The  “landing  zone”  is  the  space  within  18  inches  above 
or  below  the  landing. 

45.  Manually  Operated  Door  or  Gate. 

A  “manually  operated  door  or  gate”  is  a  door  or  gate 
which  is  opened  and  closed  by  hand. 

46.  Normal  Terminal  Stopping  Device. 

A  “normal  terminal  stopping  device”  is  an  automatic 
device  for  stopping  the  elevator  car  within  the  overtravel 
independently  of  the  operating  device. 

47.  Operating  Device. 

The  “operating  device”  is  the  car  switch,  push  button, 
rope,  wheel,  lever,  treadles,  or  similar  devices  used  by  the 
operator  to  actuate  the  control. 

48.  Operation. 

“Operation”  is  the  method  of  actuating  the  control. 

48.1.  Automatic  Operation. 

“Automatic  operation”  is  operation  by  means  of 
buttons  or  switches  both  in  the  car  and  at  the 
landings,  the  momentary  pressing  of  _  which  will 
cause  the  car  to  start  and  stop  automatically  at  the 
floor  corresponding  to  the  button  pressed. 

48.1.1.  Single  Automatic  Opera¬ 
tion. 

“Single  automatic  'operation”  is  auto¬ 
matic  operation  by  means  of  one  button 
at  each  landing,  so  arranged  that  if  any 
car  or  landing  button  has  been  pressed  the 
pressure  of  any  other  such  button  will  be 
without  effect  on  the  operation  of  the  car 
until  the  response  to  the  first  button  has 
been  completed. 

48.1.2.  Non-Selective  Collective 
Automatic  Operation. 

“Non-selective  collective  automatic  oper¬ 
ation”  is  automatic  operation  by  means  of 
one  button  in  the  car  for  each  landing 
level  served  and  one  button  at  each  land¬ 
ing.  All  stops  registered  by  the  momen¬ 
tary  pressure  of  landing  or  car  buttons 
are  made  in  the  order  in  which  the  land¬ 
ings  are  reached  after  the  buttons  have 
been  pressed,  but  irrespective  of  its  direc¬ 
tion  of  travel,  of  the  number  of  buttons 
pressed  or  of  the  sequence  in  which  they 
are  pressed. 

48.1.3.  Selective  Collective  Auto¬ 
matic  Operation. 

“Selective  collective  automatic  operation” 
is  automatic  operation  by  means  of  one 
button  in  the  car  for  each  landing  level 
served  and  by  “Up”  and  “Down”  buttons 
at  the  landings.  All  stops  registered  by  the 
momentary  pressure  of  the  car  buttons  are 
made  as  defined  under  non-selective  col¬ 
lective  automatic  operation,  but  the  stops 
registered  by  the  momentary  pressure  of 


the  landing  buttons  are  made  in  the  order 
in  which  the  landings  are  reached  in  each 
direction  of  travel  after  the  buttons  have 
been  pressed.  With  this  type  of  control, 
all  “Up”  landing  calls  are  answered  when 
the  car  is  traveling  in  the  “Up”  direction 
and  all  “Down”  landing  calls  are  answered 
when  the  car  is  traveling  in  the  “Down” 
direction  (except  in  the  case  of  the  upper¬ 
most  or  lowermost  calls,  which  are  an¬ 
swered  as  soon  as  they  are  reached,  ir¬ 
respective  of  the  direction  of  travel  of  the 
car). 

48.2.  Car-Switch  Automatic  Floor-Stop 
Operation. 

“Car-switch  automatic  floor-stop  operation”  is 
operation  in  which  the  stop  is  initiated  by  the  oper¬ 
ator  from  within  the  car  with  a  definite  reference 
to  the  landing  at  which  it  is  desired  to  stop,  after 
which  the  slowing  down  and  stopping  of  the  ele¬ 
vator  is  automatically  effected. 

48.3.  Car-Switch  Operation. 

“Car-switch  operation”  is  operation  in  which  the 
movement  of  the  car  is  directly  and  solely  under 
the  control  of  the  operator  by  means  of  a  switch 
in  the  car. 

48.4.  Continuous-Pressure  Operation 

“Continuous-pressure  operation”  is  operation  with 
up  and  down  buttons  or  an  up  and  down  switch  in 
the  car  and  at  each  landing  (except  the  terminal 
landings  where  one  button  or  switch  may  suffice), 
any  one  of  which  may  be  used  to  control  the  move¬ 
ment  of  the  car  in  the  direction  for  which  the 
button  is  pushed  or  the  switch  actuated,  but  only 
so  long  as  the  button  or  switch  is  manually  held 
in  the  operating  position.  Landing  stops  are  not 
automatic. 

48.5.  Dual  Operation. 

“Dual  operation”  is  a  system  of  operation  in 
which  the  elevator  is  arranged  to  be  operated  as  an 
automatic-operation  elevator  through  landing  and 
car  buttons  or  switches,  or  as  a  manual-operation 
elevator  by  an  operator  in  the  car  who  may  either 
use  a  car  switch  or  the  buttons  provided  in  the 
car.  When  operated  by  an  operator,  upon  the 
throwing  of  a  suitable  switch  or  switches,  the  car 
can  no  longer  be  started  by  the  landing  buttons ; 
these  buttons  may  be  used  to  signal  the  operator 
that  the  car  is  desired  at  a  certain  landing. 

48.6.  Pre-Register  Operation. 

“Pre-register  operation”  is  operation  in  which  sig¬ 
nals  to  stop  are  registered  in  advance  by  buttons  in 
the  car  and  at  the  landings.  At  the  proper  point 
in  the  car  travel  the  operator  in  the  car  is  notified 
by  a  signal,  visual,  audible,  or  otherwise,  to  initiate 
the  stop,  after  which  the  landing  stop  is  automatic. 

48.7.  Signal  Operation. 

“Signal  operation”  is  operation  by  means  of  single 
buttons  or  switches  (or  both)  in  the  car,  and  up  or 
down  direction  buttons  or  switches  (or  both)  at  the 
landings  by  which  predetermined  landing  stops  may 
be  set  up  or  registered  for  an  elevator  or  for  a 
group  of  elevators.  The  stops  set  up  by  the  momen¬ 
tary  pressure  of  the  car  buttons  are  made  auto¬ 
matically  in  succession  as  the  car  reaches  those 
landings,  irrespective  of  its  direction  of  travel  or  the 
sequence  in  which  the  buttons  are  pressed.  The 
stops  set  up  by  the  momentary  pressure  of  the  up 
and  down  buttons  at  the  landing  are  made  auto¬ 
matically  by  the  next  car  in  the  group  approaching 
the  landing  in  the  corresponding  direction,  irre¬ 
spective  of  the  sequence  in  which  the  buttons  are 
pressed. 

With  this  type  of  operation  the  car  can  be  started 
only  by  means  of  a  starting  switch  or  button  in  the 
car. 
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49.  Overhead  Structure. 

The  “overhead  structure”  is  all  of  the  elevator  equipment, 
supporting  structure  and  platforms  at  the  top  of  the  hoist¬ 
way. 

50.  Passenger  Elevator. 

A  “passenger  elevator”  is  an  elevator  designed  to  carry 
persons. 

51.  Platform  Elevator. 

A  “platform  elevator”  is  an  elevator,  the  platform  of 
which  is  supported  by  ropes  at  two  or  more  points  at  or 
below  the  platform  level,  and  which  is  not  provided  with 
an  underslung  frame  or  sling  having  guide  shoes  so  ar¬ 
ranged  as  to  prevent  the  tipping  of  the  platform. 

52.  Pit. 

A  “pit”  is  that  portion  of  an  elevator  hoistway  extending 
below  the  level  of  the  bottom  landing  saddle  to  provide 
for  bottom  overtravel  and  clearance,  and  for  parts  which 
require  space  below  the  bottom  limit  of  car  travel. 

53.  Power  Elevator. 

A  “power  elevator”  is  an  elevator  in  which  the  motive 
power  is  obtained  otherwise  than  manually  or  from  gravity. 

54. :  Power-Operated  Door  or  Gate. 

A  “power-operated  door  or  gate”  is  a  door  or  gate 
opened  and  closed  by  power  otherwise  than  by  hand,  grav¬ 
ity,  springs,  or  the  movement  of  the  car. 

54.1.  Power-Operated  Door  or  Gate, 
Manually  Controlled. 

A  “power-operated  door  or  gate,  manually  con¬ 
trolled,”  is  a  door  or  gate  which  is  opened  and 
closed  by  power  other  than  by  hand,  gravity, 
springs,  or  the  movement  of  the  car,  the  door 
movement  in  each  direction  being  controlled  by 
the  elevator  operator. 

54.2.  Power-Operated  Door  or  Gate, 
Automatically  Opened. 

A  “power-operated  door  or  gate,  automatically 
opened”  is  a  door  or  gate  which  is  opened  by  power 
other  than  by  hand,  gravity,  springs,  or  the  move¬ 
ment  of  the  car,  the  opening  of  the  door  being 
initiated  by  the  arrival  of  the  car  at  or  near  the 
landing.  The  closing  of  such  door  or  gate  may  be 
under  the  control  of  the  elevator  operator  or  may 
be  automatic. 

54.3.  Power-Opened,  Self-Closing  Door 
or  Gate. 

A  “power-opened,  self-closing  door  or  gate”  is  a 
door  or  gate  which  is  opened  by  power  other  than 
by  hand,  gravity,  springs,  or  the  movement  of  the 
car,  and  when  released  by  the  operator  is  closed  by 
energy  stored  during  the  operation  of  opening. 

54.4.  Power-Closed  Door  or  Gate. 

A  “power-closed  door  or  gate”  is  a  door  or  gate 
which  is  manually  opened  and  is  closed  by  power 
other  than  by  hand,  gravity,  springs,  or  the  move¬ 
ment  of  the  car. 

55.  Power-Operated  Door  or  Gate  Device. 

A  “power-operated  door  or  gate  device”  is  a  device  or 
assemblage  of  devices  to  open  and  close  the  hoistway  door 
and  car  door  or  gate  by  power  other  than  by  hand,  grav¬ 
ity,  springs,  or  the  movement  of  the  car. 

56.  Self-Closing  Door  or  Gate. 

A  “self-closing  door  or  gate”  is  a  door  or  gate  which  is 
opened  manually  and  closed  when  released. 

57.  Sidewalk  Elevator. 

A  “sidewalk  elevator”  is  a  sidewalk  type  freight  elevator 
which  serves  no  floors  above  the  sidewalk  or  ground  level, 
and  which  has  no  opening  into  the  structure  at  its  top 
limit  of  travel. 


58.  Sidewalk  Type  Elevator 

A  “sidewalk  type  elevator”  is  an  elevator  the  platform  of 
which  is  supported  at  two  or  more  points  at  or  below  the 
platform  level  and  which  is  provided  with  an  underslung 
frame  or  sling  and  guide  shoes  so  arranged  as  to  prevent 
the  tipping  of  the  platform. 

59.  Single-Belted  Elevator. 

A  “single-belted  elevator”  is  an  elevator  machine  con¬ 
nected  by  a  belt  to  a  reversible  motor,  engine  or  turbine. 

60.  Steam  Elevator. 

A  “steam  elevator”  is  an  elevator  in  which  the  motion  of 
the  car  is  obtained  from  a  steam  engine  directly  applied  to 
the  elevator  machinery. 

61.  Structure. 

“Structure”  shall  mean,  for  the  purposes  of  these  Rules, 
a  building  or  construction  of  any  kind. 

62.  Commissioner. 

Wherever  the  word  “Commissioner”  is  used  in  these 
Rules,  unless  specifically  stated  otherwise,  it  shall  mean  the 
Commissioner  of  the  Department  of  Buildings. 

63.  Top  Clearance. 

1  he  “top  clearance”  of  the  elevator  car  is  the  distance 
the  car  floor  can  travel  above  the  level  of  the  upper  term¬ 
inal  landing-  without  any  part  of  the  car  or  devices  at¬ 
tached  thereto  coming  in  contact  with  the  overhead  struc¬ 
ture. 

Ihe  top  clearance  of  the  elevator  counterpoint  is  the 
shortest  vertical  distance  between  any  part  of  the  counter¬ 
weight  structure  and  the  nearest  part  of  the  overhead 
structure  or  any  other  obstruction  when  the  car  floor  is 
level  with  the  lower  terminal  landing. 

64.  Top  Overtravel. 

The  “top  overtravel”  of  the  elevator  car  is  the  distance 
provided  for  the  car  floor  to  travel  above  the  level  of  the 
upper  terminal  landing  until  the  car  is  stopped  by  the 
normal  terminal  stopping  device. 

65.  Travel  (Rise). 

The  “travel”  (rise)  of  an  elevator  or  dumbwaiter  is  the 
vertical  distance  between  the  bottom  terminal  landing  and 
the  top  terminal  landing. 

RULE  1.  SCOPE  AND  PURPOSE 

1.1.  Application. 

These  Rules  shall  apply  only  to  elevator,  dumbwaiter  and 
escalator  installations  when  application  for  any  of  the  fol¬ 
lowing  permits  is  filed  with  the  Department  after  these 
Rules  become  effective. 

1.  For  construction  of  a  new  structure; 

2.  For  changes  in  an  existing  structure  involving  al¬ 
terations  of  the  existing  elevator,  dumbwaiter  or 
escalator  installation ; 

3.  For  the  construction  of  a  new  elevator,  dumbwaiter 
or  escalator  installation. 

1.2.  Scope. 

These  Rules  cover  the  construction,  inspection,  mainte¬ 
nance  and  operation  of  elevators,  dumbwaiters,  escalators 
and  their  hoistways  (except  devices  inclined  at  an  angle  of 
forty-five  degrees  or  less  for  carrying  one  or  two  persons, 
belt,  bucket,  scoop,  roller  or  similarly  inclined  or  vertical 
freight  conveyors,  telescopic  ash  hoists,  tiering  or  piling 
machines,  skip  hoists,  wharf  ramps,  or  apparatus  in  kin¬ 
dred  classes,  lift  bridges  and  elevators  used  only  for  hand¬ 
ling  building  materials  and  workmen  during  construction). 
The  use  of  such  excepted  types  of  apparatus  may  be  per¬ 
mitted  at  the  discretion  of  the  Commissioner. 

Amusement  devices,  stage  and  orchestra  lifts,  and  ele¬ 
vators  of  capacity  exceeding  30,000  pounds  and  platform 
area  exceeding  300  square  feet  when  suspended  by  cables 
near  each  corner  of  the  hoistway  and  at  additional  posi¬ 
tions  may  be  used  subject  to  the  discretion  of  the  Com¬ 
missioner. 


245 


RULES 


1.3.  Purpose,  Interpretation  and  Excep¬ 
tions. 

The  purpose  of  these  Rules  is  to  provide  reasonable 
safety  for  life  and  limb.  In  case  of  practical  difficulty  or 
unnecessary  hardship  the  Board  may  grant  exceptions  from 
the  literal  requirements  or  permit  the  use  of  other  devices 
or  methods,  but  only  when  it  is  clearly  evident  that  reason¬ 
able  safety  is  secured. 

1.4.  Old  Installations. 

Existing  elevators  moved  to  new  hoistways,  shall  comply 
with  these  Rules. 

Equipment  legally  installed  prior  to  the  adoption  of  these 
Rules  may  be  used  without  being  reconstructed  to  comply 
with  these  Rules  and  shall  be  maintained  by  the  owner  in 
safe  operating  condition. 

Existing  installations  may  be  altered  to  receive  the  bene¬ 
fit  of  any  provisions  of  these  Rules  provided  the  safety 
requirements  covering  such  provisions  are  met.  When  the 
alteration  consists  solely  of  a  change  in  the  character  of 
electric  power  supply,  only  such  parts,  the  operation  of 
which  is  thereby  affected,  need  be  changed  (except  that  in 
all  such  cases  electrically  released  brakes  shall  be  installed 
and  the  use  of  single  speed  induction  motors  for  contract 
speeds  exceeding  110  feet  per  minute  is  forbidden). 

Ordinary  repairs  or  replacements  on  existing  installa¬ 
tions  may  be  made  with  parts  of  equivalent  material  and  at 
least  the  equivalent  in  strength  and  design  to  those  re¬ 
placed,  without  complying  with  these  Rules.  Damaged  or 
defective  parts  shall  be  wholly  or  partly  replaced  at  the 
discretion  of  the  Commissioner  (except  that  broken  parts 
subject  to  bending,  tension  or  torsional  stresses  and  parts 
upon  which  the  support  of  the  car  depends  shall  not  be 
welded). 

RULE  2.  HOISTWAY  CONSTRUC¬ 
TION  FOR  POWER  PASSENGER. 
FREIGHT  AND  SIDEWALK 
TYPE  ELEVATORS 

2.1.  Hoistway  Construction. 

2.1.1.  Fire  Resistive  Hoistway  Enclosures. 

2.1 .1.1.  Hoistways  to  Be  Fire  Resistive. 

Hoistway  enclosures  of  all  elevators  shall 
comply  with  Section  373  of  Article  18,  of  Chap¬ 
ter  5  of  the  Code  of  Ordinances,  and,  in  factory 
buildings,  with  Title  3,  Sections  261  and  270  of 
the  Labor  Law  (except  sidewalk  elevators  the 
travel  of  which  does  not  exceed  one  story). 

2.1.1.2.  Landing  Openings  to  Be  Protected. 

Landing  openings  in  a  fire  resistive  hoistway 
enclosure  shall  be  provided  with  fire  resistive 
doors,  panels  or  fronts  which  comply  with  Sec¬ 
tion  373  of  Article  18  of  Chapter  5  of  the  Code 
of  Ordinances,  and,  in  factory  buildings,  with 
Title  3,  Sections  261  and  270  of  the  Labor  Law 
(except  that  they  must  first  comply  with  2. 3. 1.1, 
Automatic  Fire  Doors  Functioning  by _  Heat). 
For  elevators  whose  contract  load  is  2,000 
pounds  or  more,  the  aggregate  clear  width  of 
the  hoistway  doors  shall  be  at  least  30  inches  and 
the  clear  height  shall  be  at  least  78  inches. 

2.1.1.3.  Design  and  Construction  of  Projec¬ 
tions. 

Projections  and  hoistway  doors  extending  in¬ 
ward  from  the  general  surface  of  the  hoistway 
enclosure,  and  which  are  opposite  a  car  entrance 
of  an  elevator,  shall  be  beveled  on  the  under  side 
or  shall  be  guarded  with  metal  plates,  by  fire¬ 
proofed  wood  or  by  wood  faced  with  metal  at 
least  0.125  inches  thick  (Number  11,  United 


States  Gage).  The  angle  of  such  bevels  or 
guard  plates  shall  be  at  least  60  degrees  from 
the  horizontal.  If  plates  or  guards  are  used 
they  shall  be  smooth  and  firmly  and  perma¬ 
nently  fastened  to  the  hoistway  enclosure. 

2. 1.1.4.  Recesses. 

Recesses  other  than  landing  openings  in  the 
general  surface  of  the  hoistway  enclosure  which 
are  opposite  a  car  opening  shall  be  filled  in  flush 
with  the  general  surface  of  the  hoistway  to 
comply  with  2. 1.2.3,  Materials  for  Enclosures 
(except  where  the  corresponding  opening  in  the 
car  enclosure  is  provided  with  solid  panel  car 
doors). 

The  soffit  of  a  recess  formed  by  or  between 
vertical  bars  shall  be  beveled  as  specified  for 
projections  in  2.1.13,  Design  and  Construction 
of  Projections. 

2. 1.1.5.  Strength  of  Hoistway  Enclosures. 

The  hoistway  enclosure  adjacent  to  a  landing 
opening  shall  be  of  sufficient  strength  to  support 
in  true  alignment  the  hoistway  doors  with  their 
operating  mechanism  and  interlocks. 

2.1.2.  Non-Fire  Restistive  Hoistway  Enclo¬ 
sures. 

2. 1.2.1.  Use  and  Enclosure  of  Non-Fire  Re¬ 
sistive  Hoistway  Enclosures. 

Non-fire  resistive  hoistway  enclosure  shall  be 
permitted  only  for  sidewalk  elevators  the  travel 
of  which  does  not  exceed  one  story.  Where 
non-fire  resistive  construction  is  permitted, 
hoistways  shall  be  enclosed  to  the  full  height 
of  the  hoistway  (except  on  sides  used  for  load¬ 
ing  or  unloading). 

2.1.2.2.  Enclosure  of  Hoistway  Sides  Used 
for  Loading  and  Unloading. 

The  hoistways  of  sidewalk  elevators  shall  be 
enclosed  from  door  lintel  to  ceiling  on  the  sides 
used  for  loading  or  unloading.  The  enclosure 
on  such  sides  shall  be  ;at  most  5  inches  from  the 
edge  of  the  car  platform. 

2. 1.2.3.  Materials  for  Enclosures. 

Enclosures  shall  be  building  walls,  solid  or 
latticed  partitions,  of  incombustible  material, 
grill  work,  metal  grating,  expanded  metal  or 
fire-proofed  wood.  Where  wire  grill  work  is 
used,  the  wire  shall  be  at  least  0.0915  inches  in 
diameter  (Number  13  Steel  Wire  Gage),  and 
the  maximum  size  of  mesh  shall  be  2  inches. 
Where  expanded  metal  is  used  its  minimum 
thickness  shall  be  0.094  inches  (Number  13 
United  States  Gage). 

The  maximum  spacing  between  vertical  bars 
shall  be  1  inch  (except  where  used  as  furring 
material  in  order  to  comply  with  2.1.2.2,  En¬ 
closures  of  Hoistway  Sides  Used  for  Loading 
and  Unloading ).  In  this  case  the  maximum 
spacing  between  vertical  bars  shall  be  4  inches. 

2.1 .2.4.  Netting  Required  on  Enclosures. 

When  either  of  the  following  conditions  ex¬ 
ists,  openings  in  the  enclosures  shall  be  covered 
with  a  netting  of  square  mesh  *4  inch  or  less  in 
size  made  of  wire  at  least  0.0348  inches  in 
•  diameter  (Number  20  Steel  Wire  Gage)  : 

(1)  The  clearance  between  the  enclosure  and 
any  part  of  the  car,  counterweight  or  any 
sliding  landing  door  is  less  than  1  inch. 

(2)  The  enclosure  is  grill  or  open  work  hav¬ 
ing  openings  which  will  pass  a  j4-inch 
diameter  ball,  and  the  openings  in  the 
enclosure  are  less  than  6  feet  above  any 
landing,  stairway,  floor  or  platform. 
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2.1.2.5.  Protection  of  Inward  Projections. 

Projections  and  hoistway  doors  extending  in¬ 
ward  from  the  general  surface  of  the  hoistway 
enclosure,  and  which  are  opposite  a  car  entrance 
of  an  elevator,  shall  be  beveled  on  the  under 
side  or  shall  be  guarded  with  metal  plates,  fire¬ 
proofed  wood  or  by  wood  faced  with  metal  at 
least  0.125  inches  thick  (Number  11  United 
States  Gage).  The  angle  of  such  bevels  or 
guard  plates  shall  be  at  least  60  degrees,  and 
preferably  75  degrees,  from  the  horizontal.  If 
plates  or  guards  are  used  they  shall  be  smooth 
and  firmly  and  permanently  fastened  to  the 
hoistway  enclosure. 

2.1.2.6.  Recesses  to  Be  Filled. 

Recesses,  other  than  landing  openings,  in  the 
general  surface  of  the  hoistway  enclosure  of  a 
freight  elevator,  which  are  opposite  a  car  open¬ 
ing  shall  be  filled  in  flush  with  the  general 
surface  of  the  hoistway  to  comply  with  2.1.23, 
Materials  for  Enclosures. 

The  soffit  of  a  recess  formed  by  or  between 
vertical  bars  shall  be  beveled  as  specified  for 
projections  in  2. 1.2.5,  Protection  of  Inward  Pro¬ 
jections. 

2. 1.2.7.  Strength  of  Hoistway  Enclosure. 

The  hoistway  enclosure  adjacent  to  a  landing 
opening  shall  be  of  sufficient  strength  to  support 
in  true  alignment  the  hoistway  doors  and  gates 
with  their  operating  mechanism  and  interlocks. 

2.1.3.  Clearance  Between  Cars,  Counter¬ 
weights,  and  Hoistway  Enclosures  of 
Elevaors. 

2.1 .3.1.  Clearance  Between  Cars,  Enclosures 
and  Counterweights. 

The  hoistway  of  an  elevator  shall  have  a 
clearance  of  at  least  34  inch  between  the  sides 
of  the  car  and  the  hoistway  enclosure  and  of  at 
least  1  inch  between  the  car  and  its  counter¬ 
weights. 

2.13.2.  Clearance  Between  Platforms  and 
Landing  Thresholds. 

The  minimum  clearance  between  the  car  plat¬ 
forms  and  the  landing  saddles  shall  be  at  least 

inch  for  elevators  using  side-post  construc¬ 
tion  and  inch  for  elevators  using  corner-post 
construction.  The  maximum  permissible  clear¬ 
ance  in  each  case  shall  be  1J4  inches. 

2.1 .3.3.  Clearance  Between  Hoistway  En¬ 
closure  and  Loading  Side  of  Car  Plat¬ 
form. 

The  maximum  permissible  clearance  between 
a  hoistway  enclosure  and  a  loading  side  of  the 
car  platform  opposite  a  car  entrance  shall  be  5 
inches  (except  when  the  doors  are  installed 
wholly  within  the  hoistway  in  which  case  the 
maximum  permissible  clearance  shall  be  7^4 
inches). 

2. 1.3.4.  Furring. 

If  furring  out  be  necessary  to  comply  with  the 
foregoing  requirements,  the  furring  shall  con¬ 
form  to  2.1.23,  Materials  for  Enclosures. 

2. 1.3. 5.  Clearance  of  Cars  in  Adjoining  Hoist¬ 
ways. 

The  clearance  between  cars  operated  in  ad¬ 
joining  hoistways  shall  be  at  least  2  inches. 

2.1.4.  Pits,  Overtravel  and  Clearances. 

2.1. 4.1.  Pits. 

Pits  shall  be  provided  at  the  bottom  of  ele¬ 
vate  r  hoistways. 


2. 1.4.2.  Pit  Dimensions. 

A  pit  for  sidewalk  type  elevators  shall  be  at 
least  2  feet  deep  measured  from  the  saddle  of 
the  lowest  landing. 

Pits  for  evelators  having  a  contract  speed  of 
100  feet  per  minute  or  less  (except  sidewalk 
type  elevators),  shall  have  a  depth  such  that  the 
vertical  clearance  between  the  lowest  projection 
under  the  car  platform  and  any  obstruction  in 
the  pit  shall  be  at  least  24  inches  when  the 
buffers  are  fully  compressed. 

The  pit  for  elevators  having  a  contract  speed 
exceeding  100  feet,  but  not  exceeding  250  feet 
per  minute  where  spring  buffers  are  permit¬ 
ted  and  used  shall  be  at  least  il/2  feet  deep 
measured  from  the  saddle  of  the  lowest  landing. 

The  pit  depth  for  elevators  having  a  contract 
speed  exceeding  250  feet  per  minute  where  oil  or 
equivalent  buffers  are  required,  shall  be  at  least 
the  sum  of  the  following  two  distances  meas¬ 
ured  from  the  saddle  of  the  lowest  landing : 

(1)  The  length  of  the  fully  extended  buffer, 
having  a  buffer  stroke  as  determined  by 
3.2.2. 1,  Required  Types  of  Buffers. 

(2)  The  distance  between  the  upper  surface 
of  the  car  platform  and  the  under  surface 
of  the  buffer  strike  plate,  plus  3  inches. 

The  above  gives  minimum  requirements,  but 
additional  pit  depth  shall  be  provided  as  neces¬ 
sary  to  allow  clearance  for  compensating  rope 
sheaves  and  any  vertical  movement  thereof,  and 
to  comply  with  3.4.3,  Terminal  Stopping  and 
Safety  Devices. 

When  the  car  rests  on  the  fully  compressed 
buffer  there  shall  be  at  least  2  feet  clearance 
vertically  between  the  lowest  projection  of  the 
under  side  of  the  car  platform  (except  guide 
shoes  and  aprons  attached  to  the  sill)  and  any 
obstruction  in  the  pit,  exclusive  of  compensa¬ 
ting  device,  buffers  and  buffer  supports  (except 
for  sidewalk  type  elevators). 

When  practical  difficulties  make  it  essential, 
the  pit  depth  required  above  may  be  reduced 
subject  to  the  approval  of  the  Commissioner. 
If  such  reduction  in  pit  depth  involves  precom¬ 
pression  of  either  car  or  counterweight  buffer 
or  both,  the  amount  of  precompression  so  al¬ 
lowed  shall  not  reduce  the  extension  of  the 
buffer  plunger  to  less  than  50  per  cent  of  the 
buffer  stroke  as  determined  by  3.2.2. 1,  Re¬ 
quired  Types  of  Buffers,  or  to  less  than  18 
inches,  whichever  is  greater,  and  shall  not  per¬ 
mit  precompression  of  buffers  having  a  stroke 
of  18  inches  or  less. 

In  no  case  shall  the  depth  of  any  depression 
or  trench  in  the  pit  be  included  in  the  pit  depth 
or  clearance. 

The  walls  of  the  pit  shall  be  substantially 
vertical.  The  horizontal  sectional  area  of  the 
pit  shall  include  the  continuation  of  the  hori¬ 
zontal  clearance  about  the  car  platform,  re¬ 
quired  to  permit  the  passage  of  the  counter¬ 
weight  and  its  guide  rails,  the  car  guide  rails 
and  any  cables,  ropes  or  tapes  extending  below 
the  lower  terminal  landing  saddle. 

The  floor  of  the  pit  shall  be  approximately 
level  (except  that  this  requirement  may  be 
waived  if  old  foundation  footings  are  encount¬ 
ered  in  a  new  installation  and  it  is  inadvisable  to 
remove  the  footing,  but  the  maximum  permis- 
sib'e  encroachment  shall  be  15  per  cent  of  the 
cubical  contents  of  the  pit).  The  hazard  due  to 
an  uneven  pit  should  be  recognized  and  precau¬ 
tions  taken  to  minimize  this  hazard. 

21.4.3.  Top  Clearances. 

The  top  clearances  for  passenger  and  freight 
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elevators  (except  sidewalk  type  elevators)  shall 
be  as  given  in  2. 1.4.3. 1,  Car  Clearance,  and 
2. 1.4.2. 2,  Counterweight  Clearance. 

2.1. 4.3.1.  Car  Clearance. 

When  the  car  is  at  its  top  landing,  the  clear 
distance  between  the  top  of  the  crosshead  of  the 
car  and  the  corresponding  point  of  any  obstruc¬ 
tion  in  the  upper  limit  of  the  hoistway  vertically 
above  it,  shall  be  at  least  the  sum  of  the  follow¬ 
ing  four  items : 

1.  The  clearance  between  the  bottom  of  the 
counterweight  buffer  and  its  striking  block, 
which  shall  be  at  least  6  inches. 

2.  The  stroke  of  the  counterweight  buffer 
used. 

3.  Two  feet. 

4.  One-half  the  counterweight  buffer  stroke 
corresponding  to  the  required  governor 
tripping  speed  of  the  car  is  determined  by 
2.2.2.1,  Required  Types  of  Buffers. 

Item  4  may  be  omitted  if  provision  is  made 
to  eliminate  the  jump  of  the  car  at  counter¬ 
weight  buffer  engagement. 

When  the  car  crosshead  is  2  feet  from  the 
nearest  obstruction  above  it,  no  projection  on 
the  car  shall  strike  any  part  of  the  overhead 
structure. 

2.1. 4.3.2.  Counterweight  Clearance 

When  the  car  is  level  with  the  bottom  landing, 
the  clear  distance  between  the  top  of  the  coun¬ 
terweight  and  the  corresponding  point  of  any 
obstruction  in  the  upper  limit  of  the  hoistway 
vertically  above  it,  shall  be  at  least  the  sum  of 
the  following  four  items : 

1.  The  clearance  between  the  top  of  the  car 
buffer  and  its  striking  block,  which  shall 
be  at  least  3  inches. 

2.  The  stroke  of  the  car  buffer  used. 

3.  Six  inches. 

4.  One-half  the  car  buffer  stroke  correspond¬ 
ing  to  governor  tripping  speed  of  the  car 
as  determined  by  2. 2. 2.1,  Required  Types 
of  Buffers. 

Item  4  may  be  omitted  if  provision  is  made 
to  eliminate  the  jump  of  the  counterweight  at 
car  buffer  engagement. 

When  the  pit  depth  has  been  reduced  as  pro¬ 
vided  for  in  2. 1.4.2,  Pit  Dimensions,  the  top 
clearances  may  be  modified  to  conform  therewith 
subject  to  the  approval  of  the  Commissioner. 

2. 1.4.4.  Overtravel  for  Sidewalk  Type  Eleva¬ 
tors. 

An  overtravel  of  at  least  6  inches  at  the  top 
and  at  least  3  inches  at  the  bottom  shall  be  pro¬ 
vided  for  sidewalk  type  elevators  (except  as  re¬ 
quired  by  2.2. 2.1,  Enclosures  Required) . 

2.1.5.  Hoistway  Windows,  Bulkheads  and 
Machine  Rooms. 

2. 1.5.1.  Window  Entrances  to  Freight  Eleva¬ 
tors. 

Windows  in  the  hoistway  enclosure  walls  to¬ 
ward  which  the  car  of  a  freight  elevator  has  an 
entrance,  shall  (except  in  the  case  of  elevators 
having  car  gates  equipped  with  electric  contacts) 
be  provided  with  vertical  bars  or  grating  having 
clearances  as  specified  in  2.1.2,  Clearance  Be¬ 
tween  Cars,  Counterweights  and  Hoistway  En¬ 
closures  of  Elevators.  The  soffit  of  the  recess 
formed  by  or  between  the  vertical  bars  shall  be 
beveled  as  specified  for  projections  in  2. 1.2.5, 
Protection  of  Inward  Projections. 

2.1.5.2.  Protection  of  Hoistway  Windows. 

Windows  in  the  hoistway  enclosure  less  than 


seven  floors  above  the  sidewalk  level  and  less 
than  three  floors  above  the  roof  of  an  adjacent 
structure  shall  be  fitted  with  vertical  metal  bars 
at  least  54  inch  in  diameter  with  maximum  spac¬ 
ing  of  10  inches. 

2.1 .5.3.  Access  to  Machine  Rooms,  Pits  and 
Overhead  Machinery  Spaces. 

Safe  and  convenient  access  to  the  machine 
rooms,  pits  and  overhead  machinery  spaces  shall 
be  provided.  Where  the  entrance  to  machine 
rooms  and  overhead  machinery  spaces  is  more 
than  5  feet  above  the  adjacent  floor  or  roof  sur¬ 
face,  access  shall  be  provided  by  means  of  a 
metal  ladder  or  stairs  having  a  maximum  angle 
of  incline  of  60  degrees  from  the  horizontal. 
Where  the  difference  in  level  is  5  feet  or  less, 
vertical  ladders  may  be  used.  The  ladder  or 
stairs  shall  be  fitted  with  a  metal  hand-rail 
above  the  outside  stringers.  When  the  entrance 
door  opens  outward  a  platform  shall  be  pro¬ 
vided  within  8  inches  below  the  door  sill.  The 
platform  shall  be  at  least  2  feet  wide  and  shall 
project  at  least  2  feet  beyond  the  lock  jamb  of 
the  door.  A  guard  rail  shall  be  provided  at  the 
edge  of  this  platform  (except  where  the  ladder 
or  stairs  join  the  platform). 

Access  to  pits  over  5  feet  deep  may  be  pro¬ 
vided  by  means  of  fixed  vertical  metal  ladders. 
Where  the  buffer  cylinder  is  over  5  feet  high  a 
fixed  inclined  metal  ladder  shall  be  provided. 

The  use  of  elevator  machine  rooms  and  over¬ 
head  machinery  spaces  as  public  thoroughfares 
is  forbidden.  Doors  to  elevator  machine  rooms 
and  overhead  machinery  spaces  shall  be  fitted 
with  locks  which  permit  the  door  to  be  opened 
from  the  inside  without  a  key. 

Where  it  is  impractical  to  provide  access  to 
overhead  sheaves  and  governors  from  outside 
the  hoistway,  access  may  be  provided  from  with- 
>  in  the  hoistway,  if  an  emergency  switch  suitably 
marked  is  placed  inside  the  hoistway  which, 
when  opened,  will  prevent  operation  of  the  ele¬ 
vator  during  the  inspection  of  the  overhead 
machinery. 

2.1 .5.4.  Lighting.  . 

Permanent  provision  for  adequate  artificial 

light  shall  be  made  in  machine  rooms,  pits  and 
spaces  for  overhead  machinery  of  elevators. 
Where  electric  light  is  available  the  illumina¬ 
tion  shall  be  based  on  at  least  watt  per  square 
foot  of  floor  area. 

The  machine  room  lighting  switch,  if  electric 
light  is  used,  or  the  lamp,  if  electricity  is  un¬ 
available,  shall  be  within  easy  reach  of  the 
entrance  to  the  machine  room. 

Where  practical  the  elevator  service  switch 
and  the  lighting  switch  shall  be  located  on  the 
lock  jamb  side  of  the  machine  room  entrance 
door.  Both  these  switches  shall  be  of  the  en¬ 
closed  type. 

2.1 .5.5.  Head  Room  in  Bulkheads. 

Bulkheads  of  elevators  shall  be  constructed 
with  a  minimum  head  room  of  6  feet  above  the 
platform  required  in  2.1.6,  Machine  Supports, 
Loads  on  Supports  and  Factors  of  Safety. 

2.1.5.6.  Enclosure  of  and  Access  to  Elevator 
Machines. 

Elevator  machines  shall  be  surrounded  by  sub¬ 
stantial  grill  work  on  other  enclosure  unless 
located  in  machine,  engine  or  pump  rooms  in 
charge  of  an  attendant,  or  unless  otherwise  se¬ 
cured  against  unauthorized  access. 

All  machine  enclosures  shall  provide  12  inches 
horizontal  or  vertical  clearance  as  necessary  to 
give  access  to  such  parts  of  the  machinery  as 
require  maintenance. 
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2.1 .5.7.  Guarding  of  Exposed  Moving  Machine 
Parts. 

Exposed  gears,  sprockets,  tape  sheaves,  and 
ropes  and  tapes  passing  through  the  secondary- 
levels  shall  be  guarded  in  accordance  with  the 
standards  referred  to  in  2.2.1,  Standard  Guards. 

2.1.6.  Machine  Supports,  Loads  on  Supports 
and  Factors  of  Safety. 

2.1.6. 1.  Machine  Supports. 

Machinery  and  sheaves  shall  be  so  supported 
and  held  as  effectually  to  prevent  any  part  from 
becoming  displaced.  The  supporting  beams  shall 
be  of  steel  or  reinforced  concrete.  Beams  are 
not  required  under  machinery  supported  on  in¬ 
dependent  foundations  or  on  the  floor  of  the 
machine  rooms,  if  such  foundation  or  floor  is 
properly  constructed  to  support  the  loads. 

2.1. 6.2.  Loads  on  Supports. 

Loads  on  overhead  Deams  and  their  supports 
shall  be  computed  as  follows 

The  total  load  on  overhead  beams  shall  be  as¬ 
sumed  as  equal  to  the  weight  of  all  apparatus 
resting  on  the  beams  plus  twice  the  maximum 
load  suspended  from  the  beams. 

The  load  resting  on  the  beams  shall  include 
the  complete  weights  of  machine,  sheaves,  con¬ 
troller,  and  similar  equipment.  The  load  sus¬ 
pended  from  the  beams  shall  include  the  sum 
of  the  tensions  of  all  cables  suspended  from  the 
beams. 

2.1. 6.3.  Hanging  of  Machinery  Underneath 
Supporting  Beams. 

The  hanging  of  elevator  machinery  under¬ 
neath  the  supporting  beams  at  the  top  of  the 
hoistway  is  forbidden  (except  for  idler  or  de¬ 
flecting  sheaves  with  their  guards  and  frames, 
devices  for  limiting  or  retarding  the  car  speed 
and  their  accessories). 

2.1 .6.4.  Factors  of  Safety. 

The  factor  of  safety  for  overhead  beams  and 
their  immediate  supporting  beams,  based  on  the 
ultimate  strength  of  the  material,  which,  if  of 
steel,  shall  conform  to  the  standard  specifica¬ 
tions  of  the  American  Society  for  Testing  Ma¬ 
terials,  Designation,  A-7-29,  the  loads  being  as¬ 
sumed  as  in  2. 1.6.2,  Loads  on  Supports,  shall  be 


at  least  the  following: 

For  steel . . .  4 

For  reinforced  concrete .  7 


2.1. 6.5.  Allowable  Deflections. 

The  allowable  deflections  of  overhead  beams 
and  their  immediate  supports  shall  be  as  fol¬ 
lows  : 

(1)  For  overhead  machine  beams  of  all  alter¬ 
nating  current  installations  and  for  direct 
current  installations  where  the  car  speed 
is  over  ISO  feet  per  minute,  the  deflectioti 
under  static  load  shall  be  1/200  of  the 
span  or  less. 

(2)  For  overhead  machine  beams  of  direct 
current  installations  where  the  car  speed 
is  150  feet  per  minute  or  less,  the  deflec¬ 
tion  under  static  load  shall  be  1/1666  of 
the  span  or  less. 

(3)  For  overhead  sheave  beams  the  deflection 
under  static  load  shall  be  1/1333  of  the 
span  or  less. 

(4)  For  overhead  beams  immediately  support¬ 
ing  the  machine  beams  the  deflection 
under  static  load  shall  be  1/1666  of  the 

span  or  less. 

2.1.7.  Platforms  Under  Machinery. 

21.7.1.  Materials  and  Strength  of  Platforms. 

A  flooring  of  iron,  steel,  or  reinforced  con¬ 
crete  capable  of  sustaining  a  concentrated  load 


of  300  pounds  on  any  4  square  inches  of  the 
structure,  shall  be  provided  at  the  top  of  the 
hoistway,  either  immediately  below  the  sheaves 
or  at  the  level  of  the  top  of  the  machine  beams 
(except  in  the  case  of  sidewalk  type  elevators). 
It  is  not  required  that  the  platform  or  its  sup¬ 
ports  shall  be  capable  of  supporting  300  pounds 
on  every  4  square  inches  of  its  area  simul¬ 
taneously. 

If  the  floor  consists  of  a  metal  grating,  the 
mesh  or  opening  between  the  bars  shall  reject  a 
ball  1  y2  inches  in  diameter. 

2. 1.7.2.  Extent  of  Grating  or  Flooring. 

The  grating  or  flooring  shall  fill  the  entire 
hoistway  when  the  cross  sectional  area  is  50 
square  feet  or  less ;  otherwise  the  platform  shall 
extend  at  least  2  feet  beyond  the  general  con¬ 
tour  of  the  sheaves  or  machines,  and  to  the 
entrance  to  the  hoistway  at  or  above  the  level 
of  the  platform. 

2.1. 7.3.  Handrails  and  Toeboards  Required. 

If  the  platform  does  not  entirely  cover  the 
hoistway  the  open  or  exposed  sides  shall  be  pro¬ 
vided  either  with  a  standard  handrail  and  toe- 
board  or  with  a  screen  and  railing  at  least  42 
inches  high. 

2. 1.7.4.  Deflecting  Sheave  Cradles. 

Where  no  slab  or  grating  complying  with 

2. 1.7.1.  Materials  and  Strength  of  Platforms,  is 
provided  over  the  entire  area  of  the  hoistway 
below  the  deflecting  or  secondary  sheaves  ex¬ 
tending  below  the  machine  level,  they  shall  be 
provided  with  cradles  which  comply  with  the  re¬ 
quirements  for  guards  referred  to  in  2.2.1, 
Standard  Guards  (except  in  the  case  of  side¬ 
walk  type  elevators). 

2.1.8.  Stops  for  Counterweights. 

Where  winding  drum  machines  are  used  a  permanent 
beam  or  bar  shall  be  provided  at  the  top  of  the  counter¬ 
weight  guides  and  beneath  the  counterweight  sheaves  to 
prevent  the  counterweights  from  being  drawn  into  the 
sheaves.  It  shall  be  of  such  strength  that  the  cables  will 
be  pulled  out  of  the  sockets  before  there  is  any  undue 
deflection  of  the  beam. 

The  bars  or  beams  shall  be  so  located  that  the  center 
of  resistance  is  in  line  with  the  center  of  gravity  of  the 
counterweight  or,  if  more  than  one  stop  is  used,  they 
shall  be  located  symmetrically  with  respect  to  the  coun¬ 
terweight. 

2.1.9.  Pipes  and  Wiring. 

2.1.9.1.  Electrical  Conductors. 

t  he  electrical  conductors  installed  in  or  under 
an  elevator  or  counterweight  hoistway  (except 
the  flexible  cables  connecting  the  car  with  the 
fixed  wiring)  shall  be  encased  in  metal  con¬ 
duits. 

2.1. 9.2.  Electrical  Conduits  or  Cables  to  Be 
Continuous. 

Electrical  conduits  or  cables  shall  be  continu¬ 
ous  between  outlets  or  terminals  situated  en¬ 
tirely  outside  the  hoistway;  and  openings,  term¬ 
inals,  outlets  or  junctions  within  the  hoistway 
are  forbidden  (except  in  those  used  to  furnish 
or  control  power,  light,  heat  or  signals  for 
the  elevator  hoistway  and  hoistway  doors).  The 
interruption  of  long  runs  to  support  or  pull  in 
conductors  is  authorized  and  pull  boxes  may  be 
installed  for  this  purpose. 

Pipes,  conduits  and  armored  cables  shall  be 
securely  fastened  to  the  hoistway  construction. 
2.1. 9-3.  Pipe  Installations. 

The  installation  of  soil,  waste  or  vent  pipes 
and  pipes  conveying  gases  or  liquids  which  if 
discharged  into  the  hoistway  would  endager  life, 
in  or  under  any  elevator  or  counterweight  hoist- 
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way  is  forbidden.  Low  pressure  steam  or  hot 
water  pipes  used  only  for  heating  the  elevator 
hoistways  may  be  installed  in  the  hoistways. 

2.1.9.4.  Voltage  of  Car  Control  Systems. 

No  part  of  any  electric  circuit  having  a  rated 
system  or  circuit  voltage  in  excess  of  750  volts 
direct  current,  or  550  volts  alternating  current, 
shall  be  used  for  any  control  or  operating  cir¬ 
cuit.  Circuits  of  higher  rated  system  or  circuit 
voltage  may  be  used  in  machine  rooms  or  bulk¬ 
heads  for  the  operation  of  motors,  provided  all 
operating  and  signal  wiring  is  thoroughly  insu¬ 
lated  from  such  powder  circuits  and  all  machine 
frames  and  handropes  are  permanently  grounded. 

2.1.9.5.  Electric  Wiring. 

Live  parts  of  electrical  apparatus  in  elevator 
hoistways  shall  be  suitably  enclosed  to  protect 
against  accidental  contact.  Metal  coverings  shall 
be  permanently  grounded.  Wiring  shall  comply 
with  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity. 

2.1.10.  Thoroughfare. 

2.1.10.1.  Thoroughfares  Under  Elevator  Hoist- 
wavs  or  Counterweights. 

Thoroughfares  under  elevator  hoistways  or 
counterweights  are  forbidden  unless : 

(1)  Buffers  are  provided  conforming  to  the 
requirements  of  3.2.2,  Car  and  Counter¬ 
weight  Buffers  for  Elevators;  and 

(2)  The  car  and  counterweights  are  provided 
with  safety  devices  conforming  to  the  re¬ 
quirements  of  3.3.5,  Car  and  Counter¬ 
weight  Safeties  and  Speed  Governors ;  and 

(3)  A  structure  is  provided  under  the  hoist¬ 
way  sufficiently  strong  to  withstand  with¬ 
out  injury  the  impact  of  the  car  with 
contract  load  or  the  impact  of  the  coun¬ 
terweight  when  either  is  descending  at 
contract  speed,  or  at  governor  tripping 
speed  where  a  governor-operated  safety 
is  used. 

2.2.  Hoistway  Guards  and  Screens. 

2.2.1.  Standard  Guards. 

The  standard  railings  mentioned  in  these  Rules  shall 
be  of  metal  and  shall  be  between  40  and  46  inches  high 
with  an  intermediate  rail  midway  between  the  top  rail 
and  floor.  The  uprights  and  handrail  shall  be  made  of 
angles  measuring  at  least  2  by  2  inches  or  the  equivalent 
and  the  midrail  of  angles  measuring  at  least  1  by  2  inches 

The  toeboards  mentioned  in  these  Rules  shall  be  of 
metal  at  least  as  thick  as  Number  16  United  States  Gage, 
at  least  6  inches  high  or  of  fireproofed  wood  at  least  1 
by  6  inches.  . 

Guards  for  cables  and  machinery  mentioned  in  these 
Rules  shall  conform  to  the  Safety  Code  for  Mechanical 
Power-Transmission  Apparatus  of  the  American  Stand- 
ards  Association,  1927. 

2.2.2.  Hatch  Covers  for  Sidewalk  Elevators. 

Where  the  top  hatch  opening  of  sidewalk  elevators  is 
wholly  or  partially  outside  the  building  wall,  the  hatch 
covers  shall  be  of  the  hinged  type  or  the  vertically  lifting 
type  and  shall  be  capable  of  sustaining  a  live  load  of 
300  pounds  per  square  foot.  The  maximum  permissible 
dimensions  of  sidewalk  openings  shall  be  5  feet  at  right 
angles  to  and  6  feet  parallel  to  the  building  line  (except 
by  permission  of  the  Borough  President). _  The  side  of 
the  opening  nearest  the  building  shall  be  4  inches  or  less 
from  the  building  wall  (except  that  where  conditions 
make  this  impractical  this  distance  may  be  increased 
subject  to  the  approval  of  the  Commissioner). 

Where  hinged  type  covers  are  used  the  line  of  the 
hinges  shall  be  at  right  angles  to  the  building  line. 
Where  the  covers  open  toward  any  obstruction  the  space 
between  the  fully  opened  cover  and  such  obstruction 


shall  be  at  least  18  inches.  Where  vertically  lifting  covers 
are  used  there  shall  be  a  clearance  of  at  least  2  feet 
between  the  cover  and  any  obstruction  above  it  when 
the  elevator  is  at  the  top  of  its  overtravel. 

Hatch  covers  shall  be  self-closing  and  the.  fastening,  or 
holding,  open  of  the  covers  when  the  car  is  away  from 
the  top  landing  is  forbidden  (except  where  the  hatch 
opening  is  in  an  area  inaccessible  to  the  public). 

Where  the  top  hatch  opening  of  sidewalk  elevators  is 
wholly  inside  the  building  wall,  hinged  or  vertically  lift¬ 
ing  type  covers  may  be  used,  or  doors  may  be  provided 
complying  with  2.3.5,  Hoistway  Doors  for  Freight  Ele¬ 
vators,  and  shall  be  provided  with  interlocks  complying 
with  2.3.2,  Door  Interlocks. 

2.2.3.  Counterweight  Runway  Enclosures. 

2.2.3.I.  Counterweight  Runways  Outside  of 
the  Hoistway. 

Runways  for  counterweights  located  outside 
of  the  elevator  hoistway  shall  be  solidly  en¬ 
closed  throughout  their  height  (except  that 
when  the  runway  is  located  outside  of  the  struc¬ 
ture  it  shall  be  enclosed  to  a  height  of  at  least 
7  feet  from  the  ground). 

22.3.2.  Counterweight  Runways  Inside  of  the 
Hoistway. 

Each  counterweight  runway  of  elevators  lo¬ 
cated  in  the  elevator  hoistway  shall  be  enclosed 
from  a  point  12  inches  above  the  floor  of  the 
pit  to  a  point  at  least  7  feet  above  the  floor  of 
its  own  pit  and  any  other  pit  adjacent  to  such 
counterweight  runway  (except  where  compen¬ 
sating  chains  or  cables  which  practically  com¬ 
pensate  for  the  weight  of  the  hoisting  cables 
are  attached  to  the  counterweight).  In  this  case 
counterweight  enclosures  may  be  omitted  on  the 
side  facing  the  elevator.  Such  enclosures  shall 
be  made  of  metal  at  least  as  thick  as  Number  16 
United  States  Gage. 

2.2.3.3.  Access  to  Counterweight  Runways. 

Access  shall  be  provided  for  inspection,  main¬ 
tenance  and  repair  ,  of  all  counterweights  and 
cables.  Doors  to  counterweight  runway  enclo¬ 
sures  shall  be  self-closing.  If  the  counterweight 
is  located  in  the  same  hoistway  as  the  car  and 
can  be  inspected  at  mid-travel  from  the  car, 
hinged  sections  are  unnecessary  in  the  counter¬ 
weight  screen. 

2.2.4.  Cable  Enclosures. 

Where  cables  pass  through  floors  outside  the  hoistway 
enclosures,  such  cables  shall  be  guarded  to  a  height  of  at 
least  6  feet  from  each  floor  with  a  standard  power  trans¬ 
mission  guard.  The  floor  openings  shall  be  not  greater 
than  necessary  for  the  free  passage  of  the  cables. 

2.3.  Landings. 

2.3.1.  Hoistway  Doors  for  Passenger  Ele¬ 
vators. 

2.3.1. 1.  Automatic  Fire  Doors  Functioning  by 
Heat. 

No  automatic  fire  door,  the  functioning  of 
which  is  dependent  on  the  action  of  heat,  shall 
lock  any  landing  opening  in  the  hoistway  en¬ 
closure  of  any  passenger  elevator  or  any  exit 
leading  from  any  hoistway  landing  door  to  the 
outside  of  the  structure. 

2.3.1.2.  Protection  of  Landing  Openings. 

Landing  openings  in  passenger  elevator  hoist¬ 
way  enclosures  shall  be  protected  by  doors  slid¬ 
ing  horizontally  or  vertically,  combination  slid¬ 
ing  and  swinging  doors,  swinging  doors,  or  by 
counter-balanced  doors. 
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Where  vertically  sliding  or  counterbalanced 
doors  are  used  the  car  gate  or  door  and  the 
hoistway  doors  shall  be  so  interlocked  that  the 
car  gate  or  door  cannot  start  to  open  until  the 
landing  door  is  locked  in  its  fully  opened  posi¬ 
tion  and  so  that  the  landing  door  cannot  start  to 
close  until  the  car  gate  or  door  is  fully  closed 
(See  2. 1.1.2,  Landing  Openings  to  Be  Protected ) 

2.3.1. 3.  Clearances  of  Hoistway  Doors. 

The  maximum  distance  between  the  hoistway 
side  of  the  hoistway  door  opposite  the  car  open¬ 
ing  and  the  hoistway  edge  of  the  landing  saddle 
shall  be  4  inches. 

For  automatic-operation  elevators  the  maxi¬ 
mum  distance  between  the  hoistway  side  of  the 
hoistway  door  opposite  the  car  opening  and  the 
hoistway  edge  of  the  landing  shall  be  1  inch  for 
swinging  doors  and  2  inches  for  sliding  doors. 

For  existing  installations  of  automatic-opera¬ 
tion  elevators  accessible  to  the  general  public, 
where  the  clearance  exceeds  \y2  inches  for 
swinging  doors  or  2 y2  inches  for  sliding  doors, 
the  space  between  the  hoistway  side  of  the  hoist¬ 
way  door  and  the  hoistway  edge  of  the  landing 
saddle  shall  be  filled  in  immediately  by  suitable 
means. 

If  the  door  slides  in  two  or  more  sections  the 
specified  dimension  applies  to  that  section  which 
closes  against  the  lock  jamb. 

No  hardware  (except  that  required  for  inter¬ 
locking,  indicator  and  signal  devices)  shall  pro¬ 
ject  into  the  hoistway  beyond  the  line  of  the 
landing  saddle. 

2.3. 1.4.  Hoistway  Door  Interlocks. 

Hoistway  door  interlocks  which  conform  to 
2.2.2,  Door  Interlocks,  shall  be  used  on  the 
hoistway  doors  of  passenger  elevators.  The 
hoistway  doors  of  hydraulic  passenger  elevators 
shall  also  be  provided  with  a  door  closer  or  with 
a  device  which  will  compensate  for  the  creeping 
of  the  car  away  from  the  landing  caused  by 
leakage  in  the  valve  or  in  the  cylinder. 

2.3.1 .5.  Emergency  Releases  Required  on 
Hoistway  Doors  for  Passenger  Ele¬ 
vators. 

Provision  shall  be  made  to  render  the  car  op¬ 
erative  independent  of  the  position  of  the  hoist¬ 
way  doors  in  case  of  fire,  panic,  or  other  emer¬ 
gencies,  by  means  of  an  emergency  release  con¬ 
forming  to  2.3.4,  Emergency  Releases  (except 
that  elevators  which  can  be  started  from  a  land¬ 
ing  shall  not  be  provided  with  an  emergency 
release  unless  equipped  for  dual  operation  in 
which  case  an  emergency  release  shall  be  in¬ 
stalled,  but  shall  be  so  arranged  that  when  op¬ 
erating  as  an  automatic  operation  elevator  the 
emergency  release  shall  be  inoperative). 

2.3. 1.6.  Hand  Opening  of  Hoistway  Doors. 

Hoistway  doors  shall  be  arranged  to  be  opened 
by  hand  from  the  hoistway  side  (except  when 
locked  “out  of  service”).  Neither  the  main 
exit  doors  nor  the  doors  at  the  lower  terminal 
landing  shall  be  locked  “out  of  service”  while 
the  elevator  is  in  operation. 

Hoistway  doors  for  passenger  elevators  shall 
be  so  arranged  that  it  is  unnecessary  to  reach 
back  of  any  panel,  jamb,  or  sash  to  operate 
them. 

2.3.1 .7.  Opening  of  Hoistway  Doors. 

If  the  entire  control  of  a  passenger  elevator 
is  located  on  the  car,  the  hoistway  doors  shall 
be  so  arranged  that  they  cannot  be  opened  from 
the  landing  side  (except  as  provided  in  2. 3. 1.8, 
Emergency  Landing  Openings  and  Keys).  If 


the  control  is  not  located  entirely  on  the  car, 
the  hoistway  doors  shall  be  so  arranged  that, 
unless  the  car  is  at  the  landing,  the  doors  can¬ 
not  be  opened  from  the  landing  side  (except 
as  provided  in  2.3. 1.8,  Emergency  Landing  Open¬ 
ings  and  Keys). 

2.3. 1.8.  Emergency  Landing  Openings  and 
Keys. 

A  service  key  shall  be  provided  to  open  the 
hoistway  door  from  the  landing  side  at  the  land¬ 
ing  where  the  car  is  normally  parked  out  of  ser¬ 
vice.  This  key  shall  open  this  door  only  when 
the  car  is  at  the  landing  and  shall  open  no 
other  hoistway  door. 

An  emergency  key  shall  be  provided  which 
will,  irrespective  of  the  position  of  the  car, 
open  from  the  landing  side  the  hoistway  door 
at  the  landing  where  the  car  is  normally 
parked,  the  lowest  landing,  and  such  other  hoist¬ 
way  doors  and  emergency  doors  as  are  specified 
below.  It  shall  open  no  other  hoistway  door. 
Such  an  emergency  key  shall  be  placed  in  a 
break  glass  receptacle  clearly  marked  “FOR 
FIRE  DEPARTMENT  AND  EMERGENCY 
USE  ONLY,”  at  the  landing  of  each  elevator 
or  group  of  elevators  that  is  nearest  the  main 
entrance  to  the  structure. 

For  an  elevator  operating  in  a  blind  hoist¬ 
way,  the  first  hoistway  door  above  the  blind 
portion  of  the  hoistway  shall  be  so  arranged 
that  it  can  be  opened  from  the  landing  side 
by  the  emergency  key  specified  above,  irrespec¬ 
tive  of  the  position  of  the  elevator  car. 

If  an  elevator  is  installed  in  a  single  hoist¬ 
way,  the  emergency  key  shall  open  all  hoist¬ 
way  doors  and  where  the  elevator  is  installed  in 
a  single  blind  hoistway,  then  provision  shall  be 
made  for  emergency  hoistway  doors  at  every 
third  floor,  but  not  more  than  36  feet  apart, 
to  permit  access  to  the  elevator  in  the  blind 
portion  of  the  hoistway. 

Emergency  doors  shall  be  at  least  30  inches 
wide  and  6  feet  6  inches  high  (clear  opening), 
and  shall  be  easily  accessible  and  free  from 
fixed  obstructions.  Such  doors  shall  be  self¬ 
closing  and  shall  not  be  openable  from  the 
hoistway  side,  but  need  not  be  provided  with 
interlocks  or  electric  contacts.  The  emergency 
key  required  above  shall  open  all  such  emer¬ 
gency  hoistway  doors. 

2.3. 1.9.  Hangers  for  Power  Operated  Hoist¬ 
way  Doors. 

Hangers  for  power  operated  hoistway  doors 
shall  be  designed  to  withstand  a  downward 
thrust  of  five  times  and  an  upward  thrust  of 
four  times  the  weight  of  the  door. 

2.3.1.10.  Hanger  Stops  and  Guards. 

Means  shall  be  provided  to  prevent  hangers 
for  all  sliding  hoistway  doors  from  jumping  the 
tracks.  Stops  shall  also  be  provided  to  prevent 
the  hanger  carriage  from  leaving  the  ends  of 
the  track,  or  suitable  stops  may  be  provided  on 
the  door  only. 

2.3.1.11.  Vision  Panels. 

For  elevators  which  can  be  operated  from 
outside  of  the  hoistway,  hoistway  doors  may  be 
provided  with  a  vision  panel.  Such  panels 
shall  be  of  clear  wire  glass  with  a  maximum 
area  of  80  square  inches. 

2.3.2.  Door  Interlocks. 

2.3.2.I.  Door  Unit  and  Hoistway  Unit  Sys¬ 
tems  of  Door  Interlocks. 

These  Rules  recognize  two  systems  -of  door 
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interlocks:  (1)  THE  DOOR  UNIT  SYSTEM 
in  which  the  interlock  prevents  the  operation  ot 
the  elevator  machine  to  move  the  car  away  irom 
the  landing  unless  the  hoistway  door  •  at  that 
landing  at  which  the  car  is  stopping,  or  is  at 
rest  is  locked  in  the  closed  position.  . 

(2)  THE  HOISTWAY  UNIT  SYSTEM,  in 
which  the  interlocks  prevent  the  operation  ot 
the  elevator  machine  to  move  the  car  away  irom 
the  landing  unless  all  its  hoistway  doors  are 
locked  in  the  closed  position. 

The  interlock  shall  permit  the  operation  ot 
the  car  when  the  emergency  release  is  in  tem¬ 
porary  use,  or  when  the  car  is  being  moved  by 

a  car  leveling  device.  .  .  , 

In  both  of  these  interlock  systems  the  inter¬ 
lock  shall  prevent  the  opening  of  the  hoistway 
door  from  the  landing  side  (except  by  a  special 
key)  (See  Rules  2.3.. 1.7 ,  Opening  of  Hoistway 
Doors,  and  2.3.1.8,  Emergency  Landing  Open¬ 
ings  and  Keys),  unless  the  car  is  at  rest  within 
the  landing  zone;  or  is  coasting  through  the 
landing  zone  with  its  operating  device  in  the 
“STOP”  position. 

2.3.2.2.  Use  of  the  Door  Unit  System. 

The  door  unit  interlock  system  may  be  used 
only  where  there  is  a  regular  operator  in  the 
car  and  where  the  elevator  can  be  operated  only 
from  inside  the  car. 

2.3.2.3.  Closed  Position  of  Hoistway  Doors. 

For  elevators  employing  a  type  of  operation 
that  does  not  require  the  presence  of  an  oper¬ 
ator  in  the  car,  the  hoistway  door  shall  be  con¬ 
sidered  in  the  closed  position  only  when  the 
door  is  within  Vs  inch  of  contact  with  the  door 
jamb,  or,  in  the  case  of  bi-parting  doors  when 
the  doors  are  within  Vs  inch  of  contact  wit 
each  other.  (See  also  Multiple  Dwelling  Law, 

Section  51.)  ,  .  ,  „  . 

For  elevators  where  the  hoistway  door  1S | 
equipped  with  a  door  closer,  the  door  shall  be 
considered  in  the  closed  position  only  when  the 
door  is  within  Vs  inch  of  contact  with  the  door 
jamb,  or  in  the  case  of  bi-parting  doors,  only 
when  the  doors  are  within  Vs  inch  of  contact 
with  each  other.  (See  also  Multiple  Dwelling 

Law,  Section  51.)  ,  . 

Where  the  hoistway  door  of  an  elevator  re¬ 
quiring  the  presence  of  an  operator  in  the car 
is  equipped  with  a  door  closer  the  door  shall  be 
considered  to  be  in  the  closed  position  (and  the 
car  may  be  started)  when  the  door  is  within  4 
inches  of  being  fully  closed  against  the  jam 
(or  in  the  case  of  a  bi-parting  door  when  the 
sections  are  within  4  inches  of  contact  with  each 
other),  if  at  this  position  and  any  other  up  to 
full  closure  as  defined  in  this  section,  the  door 
cannot  be  opened  from  the  landing  side  more 
than  4  inches  from  the  jamb  (or  the  sections 
more  than  4  inches  from  each  other  in  the  case 
of  a  bi-parting  door),  provided  the  door  closer 
is  of  a  type  which  will  eventually  close  the  doo 

to  the  fully  closed  position  as  defined  in  this 
section,  and  lock  it  in  this  position  (See  also 
Multiple  Dwelling  Law,  Section  51.) 

2  3.2.4.  Design  of  Interlocks. 

The  interlocks  for  all  hoistway  doors  shall  be 
so  designed  that  the  door  is  locked  in  the  closed 
position  as  defined  in  2.3. 2.3,  Closed  Position  of 
Hoistway  Doors,  before  the  car  can  be  operated. 

2.3.2.5.  Use  of  Springs  and  Electric  Circuits 
in  Interlocks. 

The  functioning  of  door  interlocks  to  prevent 
the  movement  of  the  car  shall  be  independent 
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of  the  action  of  a  spring  in  tension,  or  of  the 
closing  of  an  electric  circuit.  If  springs  are 
used  they  shall  be  in  compression.  If  an  elec¬ 
tric  circuit  is  used  its  interruption  shall  prevent 
the  movement  of  the  car. 

2.32.6.  Tests  and  Approvals  of  Interlocks. 

Each  type  and  make  of  door  interlock  shall  be 
approved  by  the  Commissioner  on  the  basis  of 
the  engineering  tests  listed  in  8.1,  Tests  of  Inter¬ 
locks,  made  by  or  under  the  supervision  of  a 
competent  designated  laboratory.  Approved  inter- 
locks  shall  be  suitably  marked  for  identification 
as  provided  in  23.2.7 ,  Identification  of  Inter¬ 
locks. 

2.3.2.7.  Identification  of  Interlocks. 

Approved  interlocks  shall  be  suitably  and 
plainly  marked  for  identification.  The  marking 
shall  be  permanent  and  so  placed  as  to  be  read¬ 
ily  visible  when  the  interlocks  are  mounted  in 
position.  Auxiliary  appliances,  forming  a  part 
of  or  used  in  conjunction  with,  an  interlock, 
shall  be  similarly  marked.  Marking  shall  in¬ 
clude  the  following:  Manufacturers  name  or 
trade-mark,  type  or  style  letter  or  number,  and 
rated  voltage. 

Hoistway  Door  Electric  Contacts. 

2.3.3.I.  Door  Unit  and  Hoistway  Unit  Sys¬ 
tems  of  Contacts. 

These  Rules  recognize  two  systems  of  hoist- 
way-door  electric  contacts : 

1.  The  Door  Unit  System  in  which  the  con¬ 
tact  prevents  the  normal  operation  of  the 
car  unless  the  hoistway  door  at  which  the 
car  is  standing  is  in  the  closed  position. 

2.  The  Hoistway  Unit  System  in  which  the 
contact  prevents  the  normal  operation  of 
the  car  unless  all  its  hoistway  doors  are 
in  the  closed  position. 

The  contact  shall  permit  the  operation  of  the 
car  when  the  emergency  release  is  in  temporary 
use,  or  when  the  car  is  being  moved  by  a  car¬ 
leveling  device. 

2.3.3.2.  Use  of  Door  Unit  System. 

The  Door  Unit  System  may  be  used  only  on 
elevators  where  there  is  a  regular  operator  in 
the  car,  and  where  the  elevators  can  be  operated 
only  from  inside  the  car. 

2.3.3.3.  Closed  Position  of  Electric  Contacts. 

Where  the  hoistway-door  contacts  are  not  a 
part  of  an  interlock  system,  the  door  shall  be 
considered  in  the  closed  position  when  within  2 
inches  of  full  closure  against  the  jamb.  (See 

23.5.4.  Interlocks  and  Electric  Contacts,  third 

paragraph.) 

2.3.3.4.  Design  of  Electric  Contacts. 

Hoistway-door  contacts  shall  be  designed  so 
that  they  are  positively  opened  by  a  lever  or 
other  device  attached  to  and  operated  by  the 
door.  .... 

2.3.3. 5.  Use  of  Springs  or  Electric  Circuits  in 
Contacts. 

The  functioning  of  a  hoistway-door  electric 
contact  to  prevent  the  movement  of  the  car  shall 
be  independent  of  the  action  of  a  spring  or 
springs  in  tension,  and  of  the  closing  of  an  elec¬ 
tric  circuit.  If  springs  are  used,  they  shall  be 
in  compression.  The  interruption  of  electric 
circuit  shall  prevent  the  movement  of  the  car. 

2.3.3.6.  Tests  and  Approvals  of  Electric 
Contacts. 

Each  type  and  make  of  hoistway-door  electric 
contact  shall  be  approved  by  the  Commissioner 
on  the  basis  of  the  engineering  tests  listed  below 
made  by,  or  under  the  supervision  of,  a  com¬ 
petent  designated  laboratory. 
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1.  Endurance  Test. 

2.  Current-Interrupting  Test. 

3.  Test  in  Moist  Atmosphere. 

4.  Misalignment  Test. 

5.  Insulation  Test. 

These  tests  shall  be  made  according  to  the 
procedure  outlined  in  8.1,  Tests  of  Interlocks. 
2.3.3.7.  Identification  of  Approved  Contacts. 

Approved  contacts  shall  be  suitably  marked 
for  identification  as  called  for  in  2.32.7,  Iden¬ 
tification  of  Interlocks. 

2.3.4.  Emergency  Releases. 

2.3.4. 1.  Location  and  Covering  of  Emergency 
Releases. 

The  emergency  release  shall  be  in  the  car, 
plainly  visible  to  the  occupants  of  the  car,  shall 
be  easily  accessible  to  the  operator,  and  shall  be 
provided  with  a  breakglass  cover  and  with 
means  for  breaking  the  glass. 

2.3.4.2.  Operative  Position  of  Emergency  Re¬ 
leases. 

To  operate  the  car  under  emergency  condi¬ 
tions,  it  shall  be  necessary  for  the  operator  to 
hold  the  emergency  release  in  the  operative  po¬ 
sition. 

2.3.4.3.  Design  and  Construction  of  Emer¬ 
gency  Releases. 

Emergency  releases  shall  be  constructed  so 
that  they  cannot  be  readily  tampered  with,  or 
“plugged”  in  the  release  position.  Rods,  con¬ 
nections,  and  wiring  used  in  the  operation  of  the 
emergency  release,  which  are  accessible  from 
the  car,  shall  be  enclosed  and  protected  from 
injury. 

2.3.4.4.  Tests  and  Approvals  of  Emergency 
Releases. 

Each  make  and  type  of  emergency  release 
shall  be  tested  and  approved  by  the  Commis¬ 
sioner  as  to  compliance  with  2.3.4.1,  Location 
and  Covering  of  Emergency  Releases;  2.3.42, 
Operative  Position  of  Emergency  Releases;  and 
2. 3. 4. 3,  Design  and  Construction  of  Emergency 
Releases,  and  as  to  meeting  the  requirements 
of  8.1.6,  Insulation  Test. 

2.3.5.  Hoistway  Doors  for  Freight  Elevators. 

2.3.5. 1.  Doors  Required. 

Each  landing  opening  in  a  freight  elevator 
hoistway  enclosure  shall  be  equipped  with  a 
door  which,  if  not  within  the  hoistway,  shall 
be  set  within  4  inches  of  the  face  of  the  land¬ 
ing  saddle  (except  at  the  upper  landing  of  one 
story  sidewalk  elevators  and  such  other  open¬ 
ings  as  are  covered  in  2.3. 5.3,  Size  of  Hoistway 
Doors). 

Doors  shall  comply  with  the  fire  resistive  re¬ 
quirements  for  doors  in  such  enclosures. 

2.3.5.2.  Strength  of  Hoistway  Doors. 

Hoistway  doors  shall  withstand  a  force  of  75 

pounds  applied  perpendicularly  to  the  door  at 
any  point  without  being  sprung  from  their 
guides. 

2.3.5.3.  Size  of  Hoistway  Doors. 

Hoistway  doors  when  closed  shall  guard  the 
the  full  width  of  the  landing  openings  and  shall 
extend  the  full  height  from  the  landing  saddle 
to  the  top  of  the  landing  opening  (See  2.1.12, 
Landing  Openings  to  Be  Protected) . 

2.3.5.4.  Interlocks  and  Electric  Contacts 
Hoistway  doors  for  freight  elevators  (except 

hatch  covers  for  sidewalk  elevators)  shall  be 
provided  with  interlocks  or  electric  contacts  and 
locks.  Interlocks  and  electric  contacts  shall  con¬ 
form  to  the  requirements  of  2.3.2,  Door  Inter¬ 
locks,  and  2.3.3,  Hoistway  Door  Electric  Con¬ 
tracts,  respectively. 


Where  electric  contacts  are  provided  on  a 
hoistway  door  and  are  not  a  part  of  an  inter¬ 
locked  system  the  lock  or  latch  and  contact  shall 
be  so  arranged  as  to  insure  the  door  being  in  a 
position  to  be  locked  or  latched  when  or  before 
the  contact  is  closed. 

Door  electric  contacts  and  door  locks  or 
latches  shall  be  so  located  as  normally  to  be  in¬ 
accessible  from  the  landing  side. 

2.3.5.5.  Emergency  Releases  Required  on 
Hoistway  Doors  for  Freight  Eleva¬ 
tors. 

Provision  shall  be  made  to  render  the  car  op¬ 
erative  independent  of  the  position  of  the  hoist¬ 
way  doors  in  case  of  fire,  panic  or  other  emer¬ 
gencies,  by  means  of  an  emergency  release  con¬ 
forming  to  2.3.4,  Emergency  Releases  (except 
that  elevators  which  can  be  started  from  a  land¬ 
ing  shall  not  be  provided  with  an  emergency  re¬ 
lease  unless  equipped  for  dual  operation  in 
which  case  an  emergency  release  shall  be  in¬ 
stalled,  but  shall  be  so  arranged  that  when  op¬ 
erating  as  an  automatic  operation  elevator  the 
emergency  release  shall  be  inoperative).  No 
emergency  releases  shall  be  required  on  side¬ 
walk  elevators. 

2.3.5.6.  Vision  Panels. 

Hoistway  doors  for  elevators  which  can  be 
operated  from  outside  the  hoistway  may  be  pro¬ 
vided  with  a  vision  panel.  Such  panels  shall  be 
of  clear  wired  glass,  with  a  maximum  area  of 
80  square  inches. 

2.3.6.  Door  Counterweight  Enclosures. 

Door  counterweights  shall  run  in  metal  guides  from 
which  they  cannot  become  dislodged,  or  shall  be  boxed 
in.  The  bottoms  of  the  guides  or  boxes  shall  be  so  con¬ 
structed  as  to  retain  the  counterweight  if  the  counter¬ 
weight  rope  breaks. 

2.3.7.  Landings  for  Passenger  and  Freight 
Elevators. 

2.3.7. 1.  Landing  Saddle. 

The  landing  saddle  shall  be  constructed  and 
maintained  so  that  persons  will  not  readily  slip 
thereon. 

2.3.7.2.  Railroad  Tracks. 

Where  there  is  a  railroad  track  upon  any  ele¬ 
vator  landing,  the  tops  of  the  rails  shall  be  flush 
with  the  floor  for  a  distance  of  6  feet  from  the 
threshold. 

2.3.8.  Lighting  at  Landings. 

When  the  car  of  an  elevator  is  in  service  at  the 
landing,  the  landing  edges  of  the  saddle  and  car  plat¬ 
form  shall  be  plainly  visible.  The  illumination  on  the 
landing  saddle  shall  be  at  least  1  foot  candle. 

RULE  3.  POWER  PASSENGER, 
FREIGHT  AND  SIDEWALK 
TYPE  ELEVATORS 

3.1.  Limitations  for  Platform  and  Side¬ 
walk  Type  Elevators. 

3.1.1.  Platform  Elevators  Forbidden. 

The  use  of  platform  elevators  is  forbidden. 

3.1.2.  Sidewalk  Type  Elevators. 

Sidewalk  type  elevators  shall  comply  with  the  re¬ 
quirements  of  3,  Power  Passenger,  Freight  and  Side¬ 
walk  Type  Elevators,  unless  specifically  exempted. 

The  maximum  contract  speed  of  sidewalk  type  ele¬ 
vators  shall  be  35  feet  per  minute  and  the  maximum 
platform  area  shall  be  50  square  feet. 
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3.2.  Guides,  Buffers  and  Counterweights 
for  Passenger,  Freight  and  Sidewalk 
Type  Elevators. 

3.2.1.  Guide  Rails. 

3.2.1 .1.  Material. 

Car  and  counterweight  guide  rails  for  eleva¬ 
tors  shall  be  of  steel. 

32  12  Fastenings  and  Joints. 

Guide  rails  shall  be  securely  fastened  with 
iron  or  steel  brackets  (or  their  equivalent)  of 
such  strength,  design  and  spacing  that  the  de 
flection  of  the  guide  rails  and  their  fastening 
shall  be  Va  inch  or  less  under  normal  operation. 

When  rail  brackets  used  in  connection  with 
freight  elevators  or  sidewalk  type  elevators are 
so  located  that  they  receive  the  full  thrust  of 
the  guide  shoes  when  the  car  platform  is  level 
with  the  landing,  the  thrust  due  to  concentrated 
loads  on  the  car  may  be  of  high  magnitude. 
Special  attention  shall  therefore  be  given  to  the 
attachment  of  the  brackets  in  such  cases.  Where 
the  distance  between  rail  supports  is  greate!j 
than  14  feet  the  rails  shall  be  suitably  backed 
or  bracketed  to  secure  sufficient  rigidity  for 
satisfactory  operation. 

Toints  of  guide  rails  (except  for  sidewalk  ele¬ 
vators  the  travel  of  which  is  15  feet  or  less) 
shall  be  accurately  machined  with  tongue  and 
groove  through  the  webs  at  right  angles  to  the 
base  and  through  the  flanges  parallel  to  the 
base,  and  fitted  with  fishplates  each  secured 
with  at  least  four  substantial  bolts  through  each 
rail;  or  accurately  machined  with  tongue  an(| 
groove  through  the  webs  and  with  the  backs  of 
the  flanges,  where  the  fishplates  bear,  accurate  y 
machined  at  right  angles  to  the  tongi ue  and 
groove  and  fitted  with  finished  fishplates  each 
secured  with  at  least  four  substantial  bolts 

through  each  rail.  c 

Guide  rails  shall  withstand  the  application  of 
the  “safety”  when  stopping  a  fully  loaded  car 
or  the  counterweight. 

3.2.1 .3.  Size  of  Guide  Rail  Fastening*  and 
Bottoming  of  Guide  Rails. 

Guide  rails  and  their  fastenings  shall  be  se¬ 
cured  in  position  by  clips  or  through  bolts  of  at 
least  the  sizes  given  in  the  following  table: 

SIZE  OF  GUIDE  RAIL  FASTENINGS 
Weight  of  Rails  in  Diameter  of  Bolts 

Pounds  per  Foot  in  Inches 

~~  6/2 -7/2  Xi 

14  (/ 

22 54  %/ 

30  34 

Bolt  holes  in  steel  beams  for  bracket  bolts 
shall  not  exceed  the  diameter  of  the  bolt  by 
more  than  1/16  of  an  inch.  Such  holes  for  bolts 
shall  be  either  drilled,  punched  or  cut  with  a 
torch.  If  cut  with  a  torch  bolt  holes  shall  be 
cut  of  smaller  diameter  and  drifted  to  the  re¬ 
quired  diameter.  ,  ,  .,  .  „ 

The  guide  rails  shall  be  extended  at  the  top 
and  bottom  to  prevent  guide  shoes  running  oft 
within  the  limits  of  the  bottom  overtravel  and 
the  top  clearance. 

3.2.I.4.  Cast  Iron  Guide  Rails  Forbidden. 

The  use  of  cast  iron  guide  rails  is  forbidden. 

3  2.1.5.  Weight  of  Steel  Guide  Rails. 

The  weights  of  steel  guide  rails  (except  for 
sidewalk  elevators  the  travel  of  which  is  15  feet 
or  less)  shall  be  at  least  those  given  in  the  fol¬ 
lowing  table : 


Maximum 
Permissible 
Total 
Weight  of 
Car  and  Load,  or 
Total  Weight  of 
Counterweights 
Per  Pair  of 
Rails 
(Pounds) 


Minimum 
Weight  of 
Each  Car 
Guide  Rail 


(Pounds  per 
Foot) 


Minimum  Weight  of  Each 
Counterweight  Guide  Rail 
(Pounds  per  foot) 


With 

Guide 

Rail 

Safeties 


Without  Guide 
Rail  Safeties 


1  to  1 
Roping 


2  to  1 
Roping 


4,000 

15,000 

27,500 

40,000 


Where  7^-pound  rails  are  effectively  bracket¬ 
ed  or  tied  at  intervals  of  6  feet  or  less,  the  load 
permitted  under  the  preceding  table  may  be 
doubled  for  counterweights  with  guide  rail 
safeties.  Where  7/2-pound  rails  are  effectively 
bracketed  or  tied  at  intervals  of  7J4  feet  or 
less,  the  load  permitted  under  the  preceding 
table  may  be  increased  to  5,000  pounds  for  cars 
with  guide  rail  safeties. 

The  maximum  weights  of  car  and  load  as 
given  in  the  preceding  table  for  each  pair  of 
guide  rails  are  intended  to  apply  when  only  one 
safety  device  gripping  both  rails  in  a  horizontal 
plane  is  used.  When  two  such  safety  devices 
are  used  on  the  same  guide  rail  and  arranged 
so  that  both  will  be  applied  at  practically  the 
same  time  and  with  substantially  equal  retard¬ 
ing  force  the  total  weight  may  exceed  that 
shown  in  the  table  but  shall  in  any  case 
within  the  maximum  weight  given  in  the  table 
multiplied  by  the  following  factors  based  on 
distance  between  safeties: 

Car  Duplex  Safeties 

Multiply  maximum  load 
given  in  the 
preceding  table  by 

2.0 
1.83 
1.67 
1.50 
1.33 

Counterweight  Duplex  Safeties 

l5(orover)  2.0 

10  167 

5  1-33 

3.2.I.6.  Use  of  Single  Pair  of  Car  Guide  Rails. 

Whenever  practicable  a  single  pair  of  car 
guide  rails  shall  be  used  for  passenger  elevators. 

3.2.2.  Car  and  Counterweight  Buffers. 

3.2.2.I.  Required  Types  of  Buffers. 

Buffers  of  the  spring,  oil  or  equivalent  type 
shall  be  installed  under  the  cars  of  elevators 
(except  sidewalk  elevators  having  a  travel  of  15 
feet  or  less). 

Spring  buffers  or  their  equivalent  may  be 

used  with  elevators  having  a  contract  speed  of 

250  feet  per  minute  or  less. 

Oil  buffers  or  their  equivalent  shall  be  used 
with  elevators  having  a  contract  speed  greater 
than  250  feet  per  minute.  The  minimum  total 
stroke  of  oil  buffer  shall  be  based  on  an  average 
retardation  of  32.2  feet  per  second  per  second, 
based  on  governor  tripping  speed. 

Where  speed  retarding  devices  independent  of 
normal  and  final  stop  switches  are  provided  for 
retarding  car  or  counterweight  or  both  _  to  a 
definite  limiting  speed  before  the  buffer  is  en¬ 
gaged  the  required  corresponding  buffer  stroke 


Distance  between 
safeties  in  feet 

18  (or  over) 

15 
12 
9 
6 
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need  be  based  only  on  retardation  from  such 
speed  rather  than  from  governor  tripping  speed. 
Such  speed  retarding  devices  shall  be  so  de¬ 
signed  that  the  retarding  force  is  quickly,  but 
gradually  applied,  substantially  constant,  and 
the  retarding  distance  is  at  least  the  sliding  dis¬ 
tance  specified  in  3.3.6,  Car  Safety  Test,  for 
Undercar  Safeties.  For  contract  car  speeds  in 
excess  of  500  feet  per  minute  the  corresponding 
reduced  buffer  stroke  shall  be  at  least  18  inches. 

3.2.2.2.  Oi!  Gages  Required. 

Oil  buffers  shall  be  provided  with  means  for 
gaging  the  amount  of  oil  in  them. 

3 .2.2.3.  Location  of  Car  Buffers. 

Buffers  shall  preferably  be  located  symmet¬ 
rically  with  reference  to  the  center  of  the  car. 

3.2.2.4.  Location  of  Counterweight  Buffers. 

Counterweight  buffers  similar  to  those  re¬ 
quired  for  cars  shall  be  installed  symmetrically 
under  the  counterweights  of  passenger  and 
freight  elevators. 

3.2J2.5.  Form  of  Buffer  Test. 

Buffers  shall  be  tested  by  running  on  to  them 
with  contract  load  at  contract  speed  with  final 
limit  switches  operative  (except  as  follows: 

If  the  buffer  stroke  has  been  reduced  due  to 
the  use  of  a  speed  retarding  device  as  permitted 
in  3.2.2.1,  Required  Types  of  Buffers,  the  car  or 
counterweight  shall  be  run  on  the  buffer  at  the 
speed  corresponding  to  the  buffer  stroke  used). 

3.2.2.6.  Buffer  Compression  Switch. 

Where  the  car  or  counterweight  oil  buffer  is 
compressed  more  than  25  per  cent  of  its  stroke 
when  the  car  is  level  with  the  lower  or  upper 
terminal  landing,  respectively,  buffers  shall  be 
provided  with  a  switch  which  shall  prevent 
movement  of  the  car,  in  a  direction  to  compress 
the  buffers  at  a  speed  greater  than  one-half  the 
contract  speed  until  the  buffers  are  restored  to 
their  normal  position. 

3.22.7.  Tests  and  Approvals  of  Buffers. 

Each  type  and  size  of  oil  buffer  used  shall  be 
approved  by  the  Commissioner  on  the  basis  of 
the  engineering  tests  listed  in  8.2,  Tests  of 
Buffers,  made  by  or  under  the  supervision  of 
a  competent  designated  testing  laboratory.  Ap¬ 
proved  buffers  shall  be  marked  by  the  manu¬ 
facturer  with  the  range  of  speed  and  load  for 
which  they  have  been  approved. 

3.2.3.  Counterweights. 

3.2.3. 1.  Counterweight  Guides  Required. 

Counterweights  shall  run  in  guides. 

3.2.3.2.  Clearance  Between  Counterweights 
and  Protection  of  Counterweight 
Cables. 

If  two  counterweights  run  in  the  same  guides 
the  car  counterweight  shall  be  above  the  ma¬ 
chine  counterweight  and  there  shall  be  a  clear¬ 
ance  of  at  least  8  inches  between  the  counter¬ 
weights.  The  cables  of  the  machine  counter¬ 
weight  shall  be  covered  or  protected  by  metal 
or  fibre  sleeves  firmly  attached  to  the  cable. 
These  sleeves  shall  be  at  least  6  inches  longer 
that  the  car  counterweight.  The  ends  of  the 
sleeves  shall  be  carefully  reamed  before  being 
placed  on  the  cables. 

3.2.3.3.  Independent  Car  Counterweights. 

If  an  independent  car  counterweight  is  used  it 


shall  not  be  of  sufficient  weight  to  cause  undue 
slackening  in  any  of  the  cables  during  accelera¬ 
tion  or  retardation  of  the  car. 

3.2.3.4.  Counterweight  Tie-rods  and  Suspen¬ 
sion  Members. 

Counterweight  sections,  however  carried,  shall 
be  secured  by.  at  least  two  tierods  passing 
through  holes  in  all  the  sections,  or  by  other 
approved  means.  The  tierods  and  suspension 
rods  shall  have  lock  nuts  and  cotter  pins  at 
each  end.  Suspension  rods  shall  be  free  from 
welds. 

3.3.  Car  Construction  and  Safeties  for 
Passenger  Freight  and  Sidewalk 
Type  Elevators. 

3.3.1.  Car  Construction. 

3.3. 1.1.  Materials  for  Car  Frames  and  Plat¬ 
forms. 

Elevator  cars  shall  have  metal  car  frames  and 
metal  outside  frames  of  platforms.  Where  wood 
platform  flooring  is  used,  the  under  side  of  car 
platforms  shall  be  covered  with  metal  at  least 
as  thick  as  Number  27  United  States  Gage  (ex¬ 
cept  where  fireproofed  wood  is  used,  and  except 
for  sidewalk  elevators  the  travel  of  which  does 
not  exceed  one  story). 

3.3. 1.2.  Allowable  Working  Stresses  for  Car 
Frame  Members. 

The  stresses  of  rolled  steel  sections  or  an¬ 
nealed  cast  steel  in  the  construction  of  car 
frames  and  platforms,  based  on  the  static  load 
imposed  on  them,  shall  be  within  the  values 
given  in  the  following  table  for  steels  meeting 
the  standard  specifications  of  the  American  So¬ 
ciety  for  Testing  Materials,  Designation,  A  7-29, 
for  steel  having  an  ultimate  strength  of  from 
55,000  to  65,000  pounds  per  square  inch  for 
rolled  sections  or  cast  steel,  and  46,000  to  56,000 
pounds  per  square  inch  for  rivets.  Elevators  of 
the  plunger  type  which  are  without  counter¬ 
weights  are  exempted  from  these  requirements. 

Allowable  Working  Stresses  for  Car  Frame 
Members 

(For  steels  meeting  the  standard  specifications 
of  the  American  Society  for  Testing  Materials, 
Designation,  A  7-29) 

Passenger  Elevators 


Loading 

Maximum 

Allowable 

Stress 

(Pounds  per 
square  inch) 

Basis 

Tension . 

10,000 

Net  area 

Bending  . 

10,000 

Gross  section 

Shear  on  shop  rivets . 

8,000 

Net  area 

Bearing  on  shop  rivets . 

16,000 

Net  area 

Shear  on  bolts  in  clearance 
holes  . 

7,000 

Gross  section 

Bearing  on  bolts  in  clear¬ 
ance  holes  . 

14,000 

Gross  section 

Bolts  or  threaded  portions 
of  rods  in  tension . 

6,000 

Gross  section 

Compression  . 

11,700-49  L/R 

Gross  area 
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Freight  Elevators 


Tension  . 

Bending  of  car  frame  mem¬ 
ber  and  platform  framing 

at  entrance  . 

Bending  of  platform 

stringers  . 

Shear  on  shop  rivets . 

Bearing  of  shop  rivets . 

Shear  on  bolts  in  clearance 

holes  . . . 

Bearing  on  bolts  in  clear¬ 
ance  holes  . 

Bolts  or  threaded  portions 

of  rods  in  tension . 

Compression  . 

L= effective  free  length  of  member  in  inches. 
R= least  radius  of  gyration  in  inches. 


3.3.1. 3.  Special  Steels. 

For  steels  of  greater  strength  the  allowable 
working  stresses  may  be  increased  proportion¬ 
ately,  based  on  ultimate  strength. 

3  3.1.4.  Use  of  Cast  Iron  and  Cast  Steel. 

The  use  of  cast  iron  in  the  construction  of 
any  member  of  car  frames  or  platforms  sub¬ 
ject  to  tension,  torsion  or  bending  is  forbidden 
(except  for  compensating  cable  anchorages,  re¬ 
leasing  carriers  and  guide  shoe  stands). 
Plunger  heads  in  tension  shall  be  cast  steel. 

3.3.1.5.  Use  of  Other  Materials  Than  Steel. 

*  When  material  other  than  steel  is  used  in  the 
construction  of  car  frames  or  platforms,  the 
maximum  allowable  working  stress  shall  be  Id 
per  cent  of  the  ultimate  strength  of  the  material 
for  passenger  and  15.6  per  cent  for  freight  ele¬ 
vators. 

3.3.1 .6.  Reductions  in  Section  and  Reinforce¬ 
ment  of  Holes. 

Local  reductions  in  section  of  a  member  in 
bending  through  bolt  holes  for  the  fastening  of 
hoist-rope  or  compensating  rope  hitches,  aux¬ 
iliary  apparatus  on  the  cross  head  or  safety 
plank,  sheave  boxes,  and  the  fastening  of  plat¬ 
form  to  safety  plank,  may  be  disregarded  Holes 
in  webs  of  cross  heads  for  sheave  pins  shall  be 
reinforced  by  means  of  a  plate  at  least  50  per 
cent  thicker  than  the  web  and  riveted  to  it. 

3.3.1.7.  Deflection  of  Cross-head  and  Safety 
Planks. 

The  deflection  of  cross-head  and  safety  planks 
shall  be  inch  or  less  for  each  10  feet  of  span 
under  static  conditions  with  the  contract  load 
substantially  uniformly  distributed  over  the  car 
platform  (except  for  sidewalk  elevators  the 
travel  of  which  is  15  feet  or  less). 

3.3.1.8.  Slenderness  Ratio. 

The  slenderness  ratio  L/R  for  members  not 
normally  subject  to  compression  shall  be  within 
200;  for  members  normally  subject  to  compres¬ 
sion  this  ratio  shall  be  within  120  (except  for 
sidewalk  elevators  the  travel  of  which  is  15  feet 
or  less).  Loadings  resulting  from  buffer  or 
safety  operation  are  abnormal  loadings. 

3.3.1 .9.  Treatment  of  Occasional  Stresses. 

The  stresses  which  occur  when  the  load  is 
moved  from  the  hoistway  landing  to  its  proper 
position  on  the  car  of  freight  elevators,  especi¬ 
ally  heavy  duty  freight  elevators,  may  be  dealt 
with  as  stresses  which  occur  only  occasionally 
in  conjunction  with  the  maximum  live  load,  and 
may  exceed  the  stresses  given  in  3. 3.1.2,  Allow- 


12,000 

12,000 

15,000 

9,500 

19,000 

8,000 

16,000 

8,000 

14,000-59  L/R 


Net  area 

Gross  section 

Gross  section 
Net  area 
Net  area 

Gross  section 

Gross  section 

Gross  section 
Gross  area 


able  Working  Stresses  for  Car  Frame  Members 
for  freight  elevators  so  long  as  the  deflection  of 
car  frame  or  platform  members  is  considered. 

3.3.1.10.  Car  Platform  Aprons. 

When  car  leveling  devices  are  used,  the  car 
platform  shall  be  provided  with  a  substantial 
vertical  apron  flush  with  its  outer  edge,  extend¬ 
ing  a  sufficient  distance  below  the  car  floor  so 
that  there  shall  be  no  horizontal  opening  into  the 
hoistway  while  the  car  is  within  the  landing  zone 
and  the  hoistway  door  is  fully  or  partially  open. 

3.3.1.11.  Bow  Irons  and  Stanchions  for  Side¬ 
walk  Elevator  Hatch  Covers. 

Sidewalk  elevators  using  hinged  hatch  covers 
shall  be  provided  with  bow  irons  at  least  7y2 
feet  high  (except  that,  where  necessary  to  per¬ 
mit  closing  the  covers,  the  Commissioner  may 
permit  lower  bow  irons).  . 

Sidewalk  elevators  using  vertically  lifting 
covers  shall  be  provided  with  stanchions  framed 
together  at  the  upper  ends  of  sufficient  strength 
to  lift  and  support  the  hatch  cover.  Stanchions 
shall  be  provided  with  suitable  buffer  springs, 
and  shall  be  of  such  height  as  to  permit  the 
sidewalk  hatch  cover  to  be  completely  closed 
when  the  car  platform  is  level  with  the  first 
landing  below  the  sidewalk. 

3.3.1.12.  Guide  Shoes  for  Sidewalk  Type  Ele¬ 
vators. 

Guide  shoes  for  sidewalk  type  elevators  shall 
be  at  least  24  inches  long  unless  two  sets  of 
shoes  are  used  spaced  18  inches  on  centers. 

Where  vertical  lift  covers  are  used  on  side¬ 
walk  elevators  the  vertical  distance  between  the 
centers  of  the  guide  shoes  remaining  on  the 
guide  rails  when  the  car  platform  is  level  with 
the  sidewalk  shall  be  at  least  one-third  of  the 
height  of  the  hatch  cover  stanchions. 

Where  single  guide  shoes  24  inches  long  are 
used,  6  inches  of  the  shoe  may  be  off  the  rails 
when  the  platform  is  level  with  the  top  landing. 

3.3.1.13.  Railroad  Track. 

If  there  is  a  railroad  track  on  the  elevator 
car,  the  tops  of  the  rails  shall  be  flush  with  the 
car  floor. 

3.3.1.14.  Lighting. 

Elevator  cars  shall  be  lighted  at  all  times 
when  in  use  (except  sidewalk  elevators).  Elec¬ 
tric  light  shall  be  used  if  available.  The  mini¬ 
mum  illumination  shall  be  1  foot  candle  at  the 
landing  edge  of  the  car  platform.  A  light  socket 
or  receptacle  shall  be  provided  under  the  car 
platform  and  on  top  of  the  car  for  inspection 
purposes  (except  sidewalk  elevators). 

3.3.1.15.  Use  of  Glass. 

The  use  of  glass  in  elevator  cars  is  forbidden 
(except  to  cover  certificates,  directories,  light¬ 
ing  fixtures  and  appliances  necessary  for  the 
operation  of  the  car  and  as  a  vision  panel  in 
the  car  door).  The  use  of  any  piece  of  glass 
exceeding  1  square  foot  in  area  is  forbidden  un¬ 
less  laminated  or  otherwise  shatter-proof,  but 
the  total  area  of  such  glass  used  in  the  car  in 
connection  with  lighting  fixtures  whether  in  one 
or  more  pieces,  shall  be  at  most  4  square  feet. 

3.3.1.16.  Design  of  Lighting  Fixtures  for  Pas¬ 
senger  Elevators, 

Lighting  devices,  or  luminaires,  for  passenger 
elevators  provided  with  glass  or  metal  shades, 
or  reflectors,  shall  be  of  the  railroad-train-light- 
ing  type  with  integral  base,  husk  and  spring- 
clamp  holder.  If  suspended  glass  bowls  or  glass 
plates  are  used  such  bowls  or  plates  shall  rest 
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in,  and  be  fastened  to,  a  metal  supporting  ring 
provided  with  at  least  three-point  suspension. 
Such  glass  bowls  or  plates  shall  not  be  di.lled 
for  attachment  to  ring  suspensions. 

Glass  bowls  larger  than  10  inches  in  diam¬ 
eter  shall  be  of  Laminated  or  otherwise  shatter¬ 
proof  glass  or  surrounded  by  a  guard  made  of 
wire  at  least  0.0286  inches  in  diameter  (Number 
22,  Steel  Wire  Gage)  and  of  a  mesh  which 
will  reject  a  one-half  inch  diameter  ball.  Guards 
shall  be  securely  fastened  to  the  holder  or 
suspension. 

3.2.2.  Car  Compartments. 

If  an  elevator  car  has  more  than  one  compartment, 
each  compartment  shall  be  equipped  with  an  operating 
device ;  there  shall  be  an  operator  in  each  compartment 
which  is  in  use  with  exclusive  control  of  that  car  door 
or  gate  and  hoistway  door ;  and  it  shall  be  impossible 
to  start  the  car  unless  both  operating  devices  are  in  the 
starting  position. 

When  any  compartment  is  out  of  use  its  car  door  or 
gate  shall  be  locked  in  the  closed  position,  and  when  so 
locked  the  car  my  be  started  with  the  operating  device 
in  that  compartment  in  the  “off”  position. 

Each  compartment  shall  be  equipped  with  an  emerg¬ 
ency  stop  switch  and  with  an  emergency  release  effective 
for  the  door  or  gate  of  that  compartment  and  the  cor¬ 
responding  hoistway  door. 

Each  compartment  shall  be  provided  with  the  emerg¬ 
ency  exits  required  by  3.3.3,  Car  Enclosures,  and  the 
upper  compartment  shall  have  a  trap  door  in  the  floor 
connecting  with  the  top  exit  of  the  compartment  below. 
Special  freight  elevators  upon  which  no  persons  are 
permitted  to  ride  are  exempted  from  this  requirement. 

Two  single  elevators  may  be  used  in  a  single  hoist¬ 
way  provided  both  elevators  are  equipped  with  all  the 
safeguards  required  by  these  Rules  for  a  single  ele¬ 
vator  both  with  relation  to  each  other  and  to  top  and 
bottom  terminals  and  after  an  installation  of  the  same 
type  has  satisfactorily  met  such  tests  as  may  be  re¬ 
quired  .toy  the  Commissioner. 

3.3.3.  Car  Enclosures. 

3.3.3. 1.  Enclosures  Required. 

Cars  for  passenger  elevators  shall  be  en¬ 
closed  at  the  sides  and  top  (except  the  opening 
necessary  for  entrance  or  exit).  An  emergency 
exit  shall  not  be  considered  a  car  opening. 

Cars  for  freight  elevators  shall  be  enclosed  at 
the  sides  (except  at  the  opening  necessary  for 
loading  and  unloading)  to  a  height  of  at  least  6 
feet  or  to  the  cross-head  if  the  cross-head  is 
lower.  The  section  of  such  car  enclosures  op¬ 
posite  the  counterweight  shall  extend  to  the 
cross-head  or  car  top. 

Cars  for  sidewalk  elevators  shall  be  enclosed 
at  the  sides  (except  at  the  openings  used  for 
loading  and  unloading)  to  a  height  of  at  least 
6  feet  above  the  platform  (except  that  where  the 
travel  is  less  than  7)4  feet,  the  height  of  the 
enclosure  may  be  reduced  subject  to  the  ap¬ 
proval  of  the  Commissioner). 

Tops  are  not  required  on  sidewalk  elevators 
and  shall  not  be  used  unless  the  clearance 
between  the  top  and  any  obstruction  above  it 
when  the  car  is  at  the  limit  of  its  top  overtravel 
is  at  least  2  feet. 

3.3.3.2.  Deflection  and  Securing  of  En¬ 
closures. 

The  deflection  of  elevator  car  enclosures  shall 
be  Yi.  inch  or  less  if  subjected  to  a  force  of  sev¬ 
enty-five  pounds  applied  perpendicularly  to  the 
car  enclosure  at  any  point.  The  car  enclosure 
shall  be  secured  to  the  car  floor  and  sling  or 
frame  in  such  a  manner  that  it  cannot  work 
loose  or  become  displaced  in  ordinary  service. 


3.3.3.3.  Materials  and  Design. 

The  enclosures,  including  the  top,  sides  and 
car  doors  for  passenger  and  freight  elevators 
(except  sidewalk  elevators  the  travel  of  which 
does  not  exceed  one  story)  if  of  non-fireproof 
wood  or  other  combustible  material,  shall  be 
covered  on  the  exterior,  including  the  top,  with 
sheet  metal  at  least  Number  27  United  States 
Gage.  Openings  other  than  as  required  for 
entrance  and  for  ventilation  in  the  sides  or  top 
of  passenger  elevator  car  enclosures  (except 
emergency  exits)  are  forbidden.  Vent  openings 
less  than  7  feet  above  the  car  platform  shall 
reject  a  ball  2  inches  in  diameter. 

The  enclosures  of  freight  elevators,  if  of  open 
work,  shall  reject  a  ball  2  inches  in  diameter. 
The  enclosure  of  sidewalk  elevators,  if  of  open 
work,  shall  reject  a  ball  4  inches  in  diameter. 

For  freight  elevators  where  the  clearance 
from  any  part  of  the  hoistway  structure  or  the 
counterweight  is  less  than  5  inches,  openings 
which  will  pass  a  ball  y2  inch  or  larger  in 
diameter  shall  be  covered  with  wire  netting 
with  a  mesh  )4  inch  square  or  less  made  of 
wire  at  least  0.0348  inches  in  diameter  (Number 
20  Steel  Wire  Gage)  to  a  height  of  at  least 
6  -feet  from  the  car  floor. 

The  use  of  cast  iron  for  car  tops  is  forbidden. 

3.3.3.4.  Number  of  Entrances  to  Elevator 
Cars. 

More  than  two  entrances  to  an  elevator  car 
are  forbidden  (except  that  where  conditions 
make  additional  openings  essential,  such  addi¬ 
tional  openings  may  be  provided  at  the  dis¬ 
cretion  of  the  Commissioner). 

3.3. 3.5.  Access  to  Hand- Ropes  on  Freight 
Elevators. 

If  the  car  enclosures  on  a  freight  elevator  is 
cut  away  to  provide  access  to  the  hand-rope,  the 
enclosure  shall  be  cut  low  enough  to  prevent 
injury  to  the  operators’  hand. 

3.3.3.6.  Tops  or  Covers  for  Freight  Elevator 
Cars. 

Freight  elevator  cars  (except  for  sidewalk 
elevators  as  provided  in  3.3.3.1,  Enclosures  Re¬ 
quired,  and  except  on  the  ends  of  freight  ele¬ 
vator  platforms  12  feet  or  more  long  where 
there  are  no  openings  above  the  lowest  landing) 
shall  be  equipped  with  solid  top  covers  or  wire 
grill  work  having  a  mesh  which  will  reject  a 
ball  1)4  inches  in  diameter  and  made  of  wire 
at  least  0.135  inches  in  diameter  (Number  10 
Steel  Wire  Gage)  or  its  equivalent.  The  top 
or  cover  shall  be  sufficiently  strong  to  sustain  a 
load  of  150  pounds  applied  on  any  4  square 
inches.  It  is  not  required  that  the  top  and  its 
supports  be  capable  of  supporting  150  pounds  on 
every  4  square  inches  of  its  area  simultane¬ 
ously. 

Where  no  car  gate  is  provided  the  front  sec¬ 
tion  of  the  elevator  car  top  shall  be  hinged  along 
a  line  approximately  18  inches  from  the  front 
of  the  car.  Additional  hinged  panels  may  be 
provided  if  desired. 

Where  a  freight  elevator  car  is  entirely  en¬ 
closed  (except  the  sides  used  for  loading  and 
unloading)  and  the  top  is  unprovided  with  a 
hinged  section,  an  emergency  exit  shall  be  pro¬ 
vided  in  the  top  as  required  by  3.3.37 ,  Emerg¬ 
ency  Exits  from  Passenger  Elevator  Cars. 

3.3.3.7.  Emergency  Exits  from  Passenger  Ele¬ 
vator  Cars. 

Passenger  elevator  cars  shall  be  provided  with 
an  emergency  exit  located  in  the  top  of  the 
car.  When  the  space  between  the  car  en- 


257 


RULES 


closure  and  the  nearest  wall  surface  exceeds  8 
inches,  a  guard  rail  to  the  level  of  the  top  of 
the  cross-head  shall  be  provided  on  that  side  of 
the  enclosure  roof  where  the  emergency  exit  is 
located. 

Where  there  is  an  elevator  in  an  adjacent 
hoistway  without  intervening  enclosures,  an 
emergency  exit  or  exits  shall  also  be  located 
in  the  siae  of  the  car  adjacent  to  each  such 
adjoining  car. 

Top  emergency  exits  shall  be  at  least  16  inches 
wide  and  at  least  400  square  inches  in  area 
(except  that  where  the  reduced  size  of  the  car 
platform  area  makes  it  impossible  to  install 
exits  of  the  size  specified,  the  Commissioner 
may  permit  smaller  exits,  but  in  any  case  at 
least  14  by  22  inches). 

Top  exit  panels  shall  be  held  in  place  by 
thumb  screws  arranged  so  that  the  exit  covers 
can  be  readily  opened  from  both  the  inside  and 
outside  of  the  car.  If  not  hinged,  the  cover 
shall  be  secured  to  the  car  by  a  length  of  chain. 

Top  exit  covers  shall  open  outward.  Any 
equipment  and  working  platform  mounted  above 
the  top  of  the  car  shall  be  so  located  as  not  to 
obstruct  access  to  or  from  the  top  emergency 
exit.  If  a  working  platform  is  placed  so  as  to 
cover  any  of  the  required  area  of  the  top  emer¬ 
gency  exit  it  shall  be  provided  with  a  trap  door, 
without  a  catch,  opening  upward. 

Side  emergency  exits  shall  comply  with  the 
following  requirements : 

1.  Exit  panels  shall  be  either  of  the  hinged 
or  removable  type. 

2.  Exit  panels  shall  open  inward. 

3.  The  removable  type  of  exit  panel  shall  be 
held  securely  in  place  by  at  least  four 
fastenings  arranged  so  that  they  can  be 
operated  by  hand  from  both  the  inside  and 
outside  of  the  car,  and  so  designed  that 
they  cannot  readily  be  removed  from  the 
panel. 

4.  The  hinged  type  of  panel  shall  be  provided 
with  a  lock  arranged  so  that  it  may  be  op¬ 
erated  from  the  inside  of  the  car  by  means 
of  a  removable  key  and  from  the  outside 
of  the  car  by  means  of  a  non-removable 
handle.  A  key  shall  be  kept  in  each  car 
mounted  under  a  break  glass  cover. 

5.  Where  the  size  of  the  car  permits,  side 
exits  shall  have  a  clear  width  of  at  least 
16  inches  and  shall  extend  from  the  floor 
or  kick  plate  to  the  soffit  moulding  frame, 
but  in  any  case  shall  be  at  least  5  feet  in 
clear  height. 

6.  Side  exits  shall  be  located  so  that  they  are 
unobstructed  by  car  frame  members  and, 
wherever  possible,  traveling  cables  and 
other  hoistway  equipment  shall  not  be  lo¬ 
cated  in  line  with  or  so  arranged  as  to 
obstruct  the  exit.  Exits  from  adjacent  cars 
shall  be  directly  opposite  each  other  to 
allow  easy  transfer  of  passengers. 

7.  Exit  panels  shall  conform  to  3.33.2,  De¬ 
flection  and  Securing  of  Enclosures,  as  re¬ 
gards  deflection. 

8.  On  automatic  operation  elevators  side  exits 
shall  be  provided  with  electric  contacts  to 
prevent  the  operation  of  the  car  when  the 
panel  is  opened  or  removed. 

3 .3.3.8.  Car  Doors  or  Gates  Required. 

A  car  door  or  gate  shall  be  provided  at  each 
entrance  on  both  passenger  and  freight  elevator 
cars  (excepting  freight  elevators  handling  motor 
vehicles,  or  hand  trucks  of  over  2,000  pounds 
capacity).  Sidewalk  elevator  cars  shall  have  a 
gate  on  the  sides  used  for  loading  or  unloading 


at  the  sidewalk  level,  which  gate  shall  extend 
from  the  car  platform  to  the  top  of  the  enclo¬ 
sure.  Each  car  door  or  gate  shall  be  provided 
with  a  car  door  or  gate  electric  contact  comply¬ 
ing  with  3.3.3.10,  Requirements  for  Electric 
Contacts ;  3.3.3.11,  Design  of  Contacts;  3.3.3.12, 
Use  of  Springs  or  Electric  Circuits  in  Contacts; 
and  3.3.3.13,  Tests  and  Approvals  of  Contacts. 

For  passenger  and  freight  elevators  employing 
a  type  of  operation  not  requiring  the  presence 
of  an  operator  in  the  car,  power  car  doors  or 
gates,  other  than  those  closed  by  hand,  shall  be 
driven  by  a  mechanism  so  designed  and  set  that 
the  force  necessary  to  prevent  the  closing  of  the 
gate  shall  be  less  than  30  pounds,  and  further 
that  the  kinetic  energy  of  the  gate  plus  all  parts 
connected  rigidly  thereto,  computed  for  the 
average  closing  speed  shall  be  less  than  5  foot¬ 
pounds,  provided  that  if  the  same  mechanism 
also  closes  the  hoistway  door,  the  total  kinetic 
energy  shall  be  less  than  7  foot-pounds. 

For  automatic  operation  passenger  elevators 
having  power  closed,  power  operated,  automati¬ 
cally  released  self-closing  car  doors  or  gates, 
and  manually  closed  or  self-closing  hoistway 
doors,  the  closing  of  the  car  gate  or  car  door 
shall  be  prevented  unless  the  hoistway  door  is 
in  the  closed  position. 

Car  gates  or  doors  for  freight  elevators  when 
closed  shall  guard  the  full  opening  to  a  height 
of  6  feet,  or  to  the  top  of  the  enclosure. 

A  weight  used  to  close  a  car  door  or  gate 
automatically  shall  run  in  metal  guides  from 
which  it  cannot  become  dislodged,  or  it  shall  be 
boxed  in.  The  bottoms  of  the  guides  or  boxes 
shall  be  so  constructed  as  to  retain  the  weight 
if  the  rope  breaks. 

Car  gates  or  doors  for  passenger  elevators 
when  closed  shall  guard  the  full  height  and 
width  of  the  opening. 

For  automatic  operation  elevators  the  car  gate 
or  door  shall  be  so  located  with  respect  to  the 
car  platform  sill  that'  the  total  distance  from  the 
face  of  the  hoistway  door  to  the  face  of  the  car 
door  or  gate  shall  be  5 ^  inches  or  less.  (See 
also  2.3.1. 3,  Clearances  of  Hoistzvay  Doors). 

Where  the  car  door  consists  of  two  or  more 
sections  the  5^-inch  dimension  shall  apply  to 
the  section  nearest  to  the  edge  of  the  car  plat¬ 
form  sill. 

Where  the  hoistway  door  consists  of  two  or 
more  sections  the  5^4-inch  dimension  shall  apply 
to  that  section  which  closes  against  the  lock 
j  amb. 

Car  gates  of  the  scissors  or  pantograph  type 
used  for  passenger  elevators  shall  be  of  such 
design  that  when  fully  expanded  they  will  re¬ 
ject  a  ball  3  inches  in  diameter.  For  freight  ele¬ 
vators  (except  sidewalk  elevators)  such  gates 
when  fully  expanded  shall  reject  a  ball  4^4 
inches  in  diameter. 

For  sidewalk  elevators  the  openings  between 
vertical  bars  in  the  gate  shall  not  exceed  18 
inches  when  the  gate  is  fully  expanded. 

3.3.3.9.  Sliding  Car  Doors  and  Hangers  for 
Power  Operated  Car  Doors. 

Sliding  car  doors  may  be  solid,  may  be  pro¬ 
vided  with  open  grill  or  bars  which  shall  reject  a 
ball  3  inches  in  diameter  or  may  be  provided 
with  glass  vision  panels  in  accordance  with 
3.3.1.15,  Use  of  Glass.  Open  grills,  bars  or  glass 
may  extend  the  full  height  of  the  door  panel. 

Sliding  car  doors  shall  be  guided  top  and 
bottom. 

Hangers  for  power  operated  car  doors  shall 
be  designed  to  withstand  a  downward  thrust  of 
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five  times  and  an  upward  thrust  of  four  times 
the  weight  of  the  door. 

3.3.3.10.  Requirements  for  Electric  Contacts. 

An  electric  contact  on  the  car  door  or  gate 
shall  prevent  the  operation  of  the  car  unless  the 
door  or  gate  is  within  2  inches  of  full  closure 
against  the  jamb  (except  that  for  elevators  em¬ 
ploying  a  type  of  operation  requiring  the  pres¬ 
ence  of  an  operator  in  the  car  where  the  car  door 
or  gate  is  provided  with  a  door  closer  and  the 
requirements  specified  in  23.2.3,  Closed  Position 
of  Hoistway  Doors,  are  fully  met,  the  electric 
contact  on  the  car  door  or  gate  may  permit  the 
starting  of  the  car  when  the  door  or  gate  is.  within 
4  inches  of  full  closure  against  the  jamb). 

The  car  door  or  gate  electric  contact  shall 
permit  the  operation  of  the  car  when  the  emer¬ 
gency  release  is  in  temporary  use  or  when  the 
car  is  being  moved  by  a  leveling  device. 

Automatic  operation  elevators  may  be  operated 
with  an  open  gate  if  there  is  no  person  in  the  car. 

3.3.3.11.  Design  of  Contacts. 

Car  door  or  gate  contacts  shall  be  designed  so 
that  they  are  positively  opened  by  a  lever  or 
other  device  attached  to  and  operated  by  the 
door  or  gate. 

3.3.3.12.  Use  of  Springs  or  Electric  Circuits 
in  Contacts. 

The  functioning  of  a  car  door  or  gate  contact 
to  prevent  the  movement  of  the  car  shall  be  in¬ 
dependent  of  the  action  of  a  spring  or  springs  in 
tension,  and  of  the  closing  of  an  electric  cir¬ 
cuit.  If  springs  are  used  they  shall  be  in  com¬ 
pression.  The  interruption  of  the  electric  cir¬ 
cuit  shall  prevent  the  movement  of  the  car. 

3.3.3.13.  Tests  and  Approvals  of  Contacts. 

Each  type  and  make  of  car  door  and  gate  con¬ 
tact  shall  be  tested  and  approved  by  the  Com¬ 
missioner  on  the  basis  of  the  follow  engineering 
tests,  made  by  or  under  the  supervision  of  a 
competent  designated  testing  laboratory.  Ap¬ 
proved  contacts  shall  be  suitably  marked  for 
identification. 

1.  Endurance  Test. 

2.  Current  Interrupting  Test. 

3.  Test  in  Moist  Atmosphere. 

4.  Misalignment  Test. 

5.  Test  of  Insulation. 

1  hese  tests  shall  be  made  according  to  the 
procedure  outlined  in  8.1,  Tests  of  Interlocks. 

3.3.3.14.  Emergency  Releases  Required  on  Car 
Doors  or  Gates. 

Provision  shall  be  made  to  render  the  car 
operative  independent  of  the  position  of  the  car 
gate  or  door  in  case  of  fire,  panic  or  other 
emergencies,  by  means  of  an  emergency  release 
conforming  to  2.3.4,  Emergency  Releases  (ex¬ 
cept  that  elevators  which  can  be  started  from 
a  landing  shall  not  be  provided  with  an  emergen¬ 
cy  release  unless  equipped  for  dual  operation,  in 
which  case,  an  emergency  release  shall  be  in¬ 
stalled  which  shall  be  so  arranged  that  when 
operating  without  an  operator  in  the  car,  the 
emergency  release  shall  be  inoperative).  This 
emergency  release  shall  be  separate  and  inde¬ 
pendent  from  the  emergency  release  required 
by  23.1.5,  Emergency  Releases  Required  on 
Hoistway  Doors  for  Passenger  Elevators,  and 
23.5.5 ,  Emergencv  Releases  Required  on  Hoist¬ 
way  Doors  for  Freight  Elevators,  and  shall  be 
placed  within  5  inches  of  such  other  emergency 
release.  Emergency  releases  are  not  required  on 
sidewalk  elevators. 

3.3.3.15.  Protection  of  Cars  Operating  in 
Hoistways  Outside  of  the  Structure. 

Freight  elevator  cars  operating  in  hoistways 
outside  the  structure,  which  are  enclosed  only  at 


the  ground  landing  shall  be  protected  on  the  ex¬ 
posed  side  or  sides  by  independently  operated 
gates  equipped  with  electric  contacts. 

3.3.4.  Cars  Counterbalancing  One  Another. 

Arrangement  of  elevator  cars  to  counterbalance  one 
another  is  forbidden. 

3.3.5.  Car  and  Counterweight  Safeties  and 
Speed  Governors. 

3. 3.5.1.  Requirements  for  and  Application  of 
Car  Safeties. 

Elevator  cars  suspended  by  cables  shall  be  pro¬ 
vided  with  a  car  safety  or  safeties  attached  to 
the  car  frame  (except  sidewalk  elevators  the 
travel  of  which  does  not  exceed  15  feet  which 
are  not  required  to  have  car  safeties).  When 
one  safety  is  used  it  shall  be  located  beneath 
the  car  frame.  When  duplex  safeties  are  used 
at  least  one  shall  be  located  beneath  the  car 
frame.  The  safety  or  safeties  shall  be  capable 
of  stopping  and  sustaining  the  car  with  con¬ 
tract  load. 

The  application  of  the  safety  or  safeties  shall 
not  cause  the  car  platform  to  become  out  of 
level  in  excess  of  inch  per  foot  measured  in 
any  direction. 

When  the  car  safety  or  safeties  apply,  no  de¬ 
crease  in  the  tension  of  the  governor  cable  or 
motion  of  the  car  in  the  descending  direction 
shall  release  the  car  safety  or  safeties. 

Car  safeties  shall  be  operated  by  speed  gover¬ 
nors  (except  that  broken  rope  type  car  safeties 
may  be  used  for: 

1.  Sidewalk  elevators  having  a  travel  between 
15  and  35  feet; 

2.  Freight  elevators  inside  the  building  having 
a  travel  of  15  feet  or  less,  a  maximum 
contract  speed  of  35  feet  per  minute,  and 
a  maximum  platform  area  of  50  square 
feet). 

3.3.5.2.  Requirements  for  and  Application  of 
Counterweight  Safeties. 

Counterweight  safeties,  where  provided,  shall 
be  capable  of  stopping  and  sustaining  the  weight 
of  the  counterweight. 

The  application  of  counterweight  safeties 
where  provided,  shall  not  cause  the  counter¬ 
weight  frame  to  become  out  of  level  in  excess 
of  Yz  inch  per  foot  in  any  direction. 

When  the  counterweight  safety,  where  pro¬ 
vided,  is  applied,  no  decrease  in  the  tension  of 
the  governor  cable  or  motion  of  the  counter¬ 
weight  in  the  descending  direction  shall  release 
the  counterweight  safety. 

Counterweight  safeties  shall,  where  provided, 
be  operated  by  speed  governors  (except  as  pro¬ 
vided  in  33.5.4,  Application  of  the  Safeties) . 

3.3.5.3.  Desiern  of  Car  and  Counterweight 
Safeties. 

Sleeve  bearings  for  car  and  counterweight 
safety  drums  and  screw  shafts  shall  be  of  non- 
ferrous  material. 

Jaws  and  other  parts  of  car  and  counterweight 
safeties  of  the  sliding  type,  if  made  of  forged 
steel  of  an  ultimate  strength  of  at  least  55,000 
pounds  per  square  inch  and  cast  steel  of  an  ulti¬ 
mate  strength  of  at  least  65,000  pounds  per 
square  inch,  may  in  action,  be  stressed  to  17,000 
pounds  per  square  inch.  For  steels  of  greater 
strength,  the  allowable  stress  may  be  increased 
proportionately  based  on  ultimate  strength. 

Car  and  counterweight  safeties  may  be  re¬ 
leased  by  reversing  the  direction  of  motion  of 
the  machine. 
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3.3.5.4.  Application  of  Governor  Controlled 
Safeties. 

The  car  speed  governor  shall  be  set  to  cause 
the  application  of  the  safety  at  a  speed  between 
40  per  cent  and  15  per  cent  above  the  contract 
speed,  provided  that  no  governor  shall  be  re¬ 
quired  to  trip  at  less  than  175  feet  per  minute. 
For  contract  speed  between  500  and  700  feet  per 
minute  the  maximum  governor  tripping  speed 
shall  be  33J4  per  cent  above  the  contract  speed, 
and  for  contract  speed  exceeding  700  feet  per 
minute,  25  per  cent  above  contract  speed. 

The  counterweight  safety,  if  provided,  may  be 
operated  by  the  same  governor  and  governor 
rope  used  to  operate  the  car  safety  provided  it 
complies  with  the  requirements  for  and  applica¬ 
tion  of  counterweight  safeties.  Provision  shall 
be  made  to  cause  the  application  of  the  counter¬ 
weight  safety  at  a  speed  greater  than  the  car 
safety,  but  at  10  per  cent  or  less  above  that  at 
which  the  car  safety  applies.  Broken  rope  safe¬ 
ties  of  the  instantaneous  type  may  be  used  on 
counterweights  within  the  limits  of  the  following : 

Total  Weight  of 
Contract  Speed  in  Counterweight 

Feet  Per  Minute  in  Pounds 

250  2,000 

200  3,000 

160  4,000 

125  5,000 

3.3.5.S.  Recognized  Types  of  Safeties. 

The  following  four  types  of  safeties  are  rec¬ 
ognized  : 

1.  Type  I,  Instantaneous. 

2.  Type  W.C.,  Wedge  Clamp,  with  constant 
retarding  force. 

3.  Type  G.W.C.,  Gradual  Wedge  Clamp,  with 
gradually  increasing  retarding  force. 

4.  Type  F.G.C.,  Flexible  Guide  Clamp,  with 
constant  retarding  force. 

Each  safety  shall  be  marked  for  identification, 
preferably  with  letters  cast  on  the  safety  jaws. 

The  distance  between  the  safety  jaws  shall  be 
at  least  the  thickness  of  the  guide  rail  plus  3/32 
inches,  and  the  jaws  shall  not  drag  against  the 
rail. 

3.3.5.S.  Marking  of  Safeties. 

Safeties  shall  be  marked  by  the  manufacturer 
with  the  range  of  weight  and  speed  for  which 
they  are  designed;  such  weight  to  include  the 
complete  car  structure,  the  safety,  the  contract 
load  in  the  car,  and  all  moving  equipment,  the 
weight  of  which  is  borne  by  the  safety. 

3.3.5.7.  Instantaneous  Safeties. 

Instantaneous  safeties  of  the  broken  rope  type 

shall  only  be  used  in  accordance  with  3.3.5. 1,  Re¬ 
quirements  for  and  Application  of  Car  Safeties. 

Governor  controlled  safeties  of  the  instantane¬ 
ous  type  may  be  used  on  elevators  having  a  con¬ 
tract  speed  of  100  feet  per  minute  or  less  pro¬ 
vided  that  the  elevator  speed  is  110  feet  per 
minute  or  less  on  uptravel  with  the  contract  load 
in  the  car.  On  overspeed  such  safeties  shall  be 
applied  by  the  governor.  On  the  parting  of  the 
hoisting  cables  such  safeties  shall  apply  in¬ 
stantly  and  independently  of  the  speed  action 
of  the  governors. 

3.3.5.8.  Safeties  for  Ascending  Cars. 

Car  safeties  for  stopping  ascending  cars  are 
forbidden.  If  an  ascending  car  is  to  be  stopped 
on  account  of  over-speed,  a  safety  shall  be  ap¬ 
plied  to  the  counterweight  for  this  purpose.  The 
car  safety  may  be  permitted  to  stop  the  ascend¬ 
ing  car  above  the  upper  terminal  landing,  pro¬ 
vided  the  retardation  of  the  ascending  car  under 


such  conditions  is  within  32.2  feet  per  second 
per  second.  The  governor  may  open  the  motor 
circuit  and  apply  the  brake  in  case  of  over-speed 
in  the  up  direction. 

3.3.5.9.  Location  of  Governor. 

The  governor  shall  be  located  where  it  cannot 
be  struck  by  the  car  in  case  of  over-travel  and 
where  there  is  sufficient  space  for  full  move¬ 
ment  of  governor  parts. 

3.3.5.10.  Opening  of  Motor  Control  and  Brake 
Control  Circuits. 

Where  governor  controlled  safeties  are  used, 
the  motor  control  circuit  and  the  brake  control 
circuit  shall  be  opened  before  or  at  the  time  the 
governor  trips  by  a  switch  located  on  the  gov¬ 
ernor  or  car  safety  device. 

3.3.5.11.  Materials,  Design  and  Replacement 
of  Governor  Cables. 

Governor  cables  shall  be  of  iron,  steel,  monel 
metal,  or  phosphor  bronze.  The  cable  shall  be  at 
least  Vs,  inch  in  diameter.  The  use  of  tiller  rope 
construction  for  governor  cables  is  forbidden 
(except  that  tiller  rope  may  be  used  for  the  por¬ 
tion  of  the  cable  wound  on  the  safety  drum). 
Such  rope  shall  be  of  corrosion  resisting  metal. 

Replacements  for  existing  governor  cables 
shall  be  of  the  same  size,  material  and  construc¬ 
tion  as  the  cable  originally  furnished  by  the 
manufacturer  (except  that  where  a  cable  of 
either  different  material  or  construction  is  em¬ 
ployed,  a  test  of  the  car  or  counterweight  safety 
shall  be  made  with  the  new  cable  to  demonstrate 
that  it  will  successfully  operate  the  safety). 

Governor  ropes  shall  run  clear  of  governor 
jaws  during  the  normal  operation  of  the  ele¬ 
vator. 

The  size,  material  and  construction  of  the  gov¬ 
ernor  rope,  together  with  the  proper  tripping 
speed  of  the  governor,  shall  be  stamped  on  the 
governor  stand  or  given  on  a  brass  plate  at¬ 
tached  to  it  in  letters  at  least  inch  in  height. 

3.3.5.12.  Operation  of  the  Governor. 

The  arc  of  contact  between  the  governor  rope 
and  its  driving  sheave  shall,  in  conjunction  with 
a  tension  device,  provide  sufficient  traction  to 
cause  proper  operation  of  the  governor. 

The  design  and  length  of  governor  jaws  shall 
be  such  that  no  serious  cutting,  tearing,  or  de¬ 
formation  of  the  rope  shall  result  from  the 
operation  of  the  safety. 

The  governor  shall  so  function  that  the  safety 
rope  will  pull  through  the  governor  jaws  on  the 
application  of  a  stress  exceeding  that  required  to 
operate  the  safety  so  as  to  stop  the  car  (except 
in  the  case  of  instantaneous  type  safeties). 

Governors  shall  have  a  protective  covering 
over  sheave,  jaws  and  exposed  gears. 

3.3.5.13.  Slack  Cable  Devices. 

Winding-drum  machines  shall  be  provided 

with  a  slack-cable  device  which  will  cut  off  the 
power  and  stop  the  elevator  machine  if  the  car 
is  obstructed  in  its  descent. 

Slack-cable  switches  shall  be  so  constructed 
that  they  will  not  automatically  reset  when  the 
slack  in  the  cable  is  removed. 

3.3.5.14.  Application  of  Car  Safeties. 

The  use  of  car  safeties  which  depend  for 
application  upon  the  completion  or  maintenance 
of  an  electric  circuit  is  forbidden.  Car  safe¬ 
ties  shall  be  applied  mechanically. 

3.3  '-.15.  Use  of  Criooincr  Surfaces  of  Safeties. 

The  use  of  the  gripping  surfaces  of  car  or 
counterweight  safeties  to  guide  the  car  or  coun¬ 
terweights  is  forbidden. 
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3.3.5.16.  Pawls  and  Ratchets. 

Pawls  and  ratchets  shall  be  considered  insuf¬ 
ficient  as  a  safety  device. 

3.3.6.  Car  Safety  Test. 

3.3.6.I.  Car  Safety  Test  Required. 

An  over  speed  test  with  contract  load  in  the 
car  shall  be  made  of  the  safeties  of  each  new 
elevator  before  the  elevator  is  placed  in  regular 
service  (except  that  governor  controlled  instant¬ 
aneous  type  safeties  shall  be  tested  at  contract 
speed,  the  governor  being  tripped  by  hand  and 
broken  rope  instantaneous  type  safeties  shall  be 
tested  by  obtaining  the  necessary  slack  rope  to 
cause  them  to  function).  For  wedge  clamp, 
gradual  wedge  clamp  and  flexible  guide  clamp 


safeties,  this  test  shall  be  made  to  determine 
whether  the  safety  will  operate  within  the  al¬ 
lowable  limits  of  the  maximum  and  minimum 
stopping  distances.  Over-speed  tests  shall  be 
made  with  all  electric  apparatus  intact  (except 
for  the  over-speed  contact  on  the  governor). 

For  alternating  current  elevators,  where  the 
contract  load  is  unable  to  bring  about  over¬ 
speed,  the  safety  governor  shall  be  tripped  by 
hand  at  maximum  obtainable  speed. 

No  test  of  the  safeties  with  safe  lifting  load 
in  the  car  shall  be  made. 

3.3. 6.2.  Maximum  and  Minimum  Stopping 
Distances  of  Wedge  Clamp  Safeties. 

The  maximum  stopping  distance  of  car  and 
counterweight  safeties  of  the  wedge  clamp  type 
with  constant  retarding  force  shall  be  within 
that  shown  by  Figure  1,  Curve  III,  for  cars 
with  contract  load  and  for  the  counterweight, 
and  the  minimum  stopping  distance  shall  be  at 
least  that  shown  by  Curve  I  for  cars  with  ISO 
pound  load,  and  Curve  II  for  cars  with  con¬ 
tract  load  and  for  the  counterweight. 

3.3. 6.3.  Maximum  and  Minimum  Stopping 
Distances  of  Gradual  Wedge  Clamp 
Safeties. 

The  maximum  stopping  distance  of  car  and 
counterweight  safeties  of  the  Gradual  Wedge 
Clamp  type,  G.W.C.,  with  increasing  retarding 


GOVERNOR  TRIPPING  SPEED  IN  FEET  PER  MIN. 


FIG.  1.  MINIMUM  AND  MAXIMUM  STOPPING  FIG.  2.  MINIMUM  AND  MAXIMUM  STOPPING 

DISTANCES  DISTANCES 


CAR  AND  COUNTERWEIGHT  SAFETIES,  TYPE  CAR  AND  COUNTERWEIGHT  SAFETIES,  TYPE 
W.C.  (WEDGE  CLAMP)  G.W.C.  (GRADUAL  WEDGE  CLAMP) 
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force  shall  be  within  that  shown  by  Figure  2, 
Curve  III,  for  cars  with  contract  load  and  for 
the  counterweight,  and  the  minimum  stopping 
distance  shall  be  at  least  that  shown  by  Figure 
2,  Curve  I,  for  cars  with  150  pound  load,  and 
Curve  II  for  cars  with  contract  load  and  for 
the  counterweight. 

3.3.6.4.  Maximum  and  Minimum  Stopping 
Distances  of  Flexible-Guide  Clamp 
Safeties. 

The  maximum  stopping  distance  of  the  car  and 
counterweight  safeties  of  the  Flexible-Guide 
Clamp  Type,  F.G.C.,  shall  be  within  that  shown 
by  Figure  3,  Curve  III,  for  the  car  with  contract 
load  and  for  the  counterweight,  and  the  mini¬ 
mum  stopping  distance  shall  be  at  least  that 
shown  by  Figure  3,  Curve  I,  for  cars  with  150 


CAR  AND  COUNTERWEIGHT  SAFETIES,  TYPE 
F.G.C.  (FLEXIBLE  GUIDE  CLAMP) 


pound  load  and  Curve  II  for  cars  with  contract 
load  and  for  counterweights. 

3.3 .6.5.  Pull-Out  of  the  Governor  Cable. 

For  elevators  having  a  contract  speed  of  475 

feet  per  minute  or  more,  the  pull-out  of  the 
governor  cable  from  its  normal  running  position 
until  the  safety  jaws  begin  to  apply  pressure  to 
the  guide  rails  shall  be  30  inches  or  less. 

3 .3.6.6.  Stopping  Distance. 

Stopping  distance  is  actual  slide  as  indicated 
by  the  marks  on  the  rails. 

3.3.7.  Capacity  and  Loading. 

3.3.7.I.  Contract  Load  of  Elevators. 

The  contract  load  of  a  passenger  elevator  in 
pounds  shall  be  at  least  the  amount  given  by 
Curve  A  in  Figure  4  corresponding  to  the 
effective  platform  area  of  the  car. 

total  passem&£R  Elevatd#  capacity  (lb) 


FIG  4.  PLOT  SHOWING  PASSENGER-ELEVATOR 
CARRYING  CAPACITY  CORRESPONDING 
TO  EFFECTIVE  PLATFORM  AREA 

The  minimum  contract  load  of  freight  eleva¬ 
tors  in  business  buildings,  public  buildings,  resi¬ 
dence  buildings  and  mixed  occupancy  buildings 
shall  be  determined  on  the  basis  of  the  curve  for 
passenger  elevators  (except  elevators  used  for 
lifting  automobiles  and  carriages  and  elevators 
not  traveling  above  the  street  level).  The  mini¬ 
mum  contract  load  of  freight  elevators  in  ware¬ 
houses  and  all  elevators  not  traveling  above  the 
street  level  (except  automobile  and  carriage  ele¬ 
vators)  shall  be  determined  on  the  basis  of  50 
pounds  per  square  foot  for  the  first  100  square 
feet  of  platform  area  and  25  pounds  for  each 
additional  square  foot.  The  minimum  contract 
load  of  elevators  lifting  automobiles  and  car¬ 
riages  shall  be  determined  on  the  basis  of  50 
pounds  per  square  foot  for  the  first  80  square 
feet  of  platform  area  and  20  pounds  for  each 
additional  square  foot. 
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For  passenger  and  freight  elevators  having 
effective  platform  areas  above  120  square  feet 
(except  elevators  used  for  lifting  automobiles 
and  carnages,  elevators  not  traveling  above  the 
street  level  and  freight  elevators  in  warehouse) 
the  contract  load  shall  be  at  least  100  pounds  per 
square  foot. 


3.3. 7.2.  Posting  of  Information. 

A  metal  plate  shall  be  fastened  in  a  conspicu¬ 
ous  place  in  passenger  elevator  cars,  bearing  the 
following  information  in  at  least  %  inch  letters 
or  figures  stamped,  etched  or  raised  on  the  sur¬ 
face  of  the  plate: 

The  Contract  load  of  the  elevator  in  pounds. 
(See  also  3.3.7 . 4 ,  One  Piece  Loads  on  Elevators 
Paragraph  S). 

The  inspection  certificate  posted  in  passenger 
elevator  cars  shall  state  the  allowable  number  of 
passengers  permitted  to  be  carried  by  the  elevator 
equal  to  its  rated  load  in  pounds  divided  by  150 

A  similar  metal  plate  shall  be  placed  upon  the 
cro>ss-head  of  passenger  and  freight  elevators 
and  on  the  bow  iron  or  frame  of  sidewalk  type 
elevators,  bearing  the  following  information  : 

1.  The  weight  of  the  complete  car,  including 
the  safeties. 

2.  The  contract  car  speed  in  feet  per  minute 
at  which  the  elevator  is  designed  to  travel 
(except  sidewalk  type  elevators). 

3.  The  cable  data  required  by  3.5.12,  Infor¬ 
mation  on  Capacity  Plates. 

.  Jhe  capacity  of  freight  elevators  shall  be 
indicated  in  a  conspicuous  place  in  the  car  in 
letters  and  figures  at  least  1  inch  high  by  the 
word  “CAPACITY,”  followed  by  figures  giving 
the  contract  load  in  pounds. 


3.3.7.3.  Carrying  of 
Elevators. 


Passengers  on  Freight 


The  use  of  new  freight  elevator  installations 
to  carry  passengers  is  forbidden  unless  they 
conform  to  all  the  requirements  of  these  Rules 
covering  passenger  elevators. 

The  carrying  of  passengers  on  existing  freight 
elevators  shall  be  permissible  provided  the  ele¬ 
vator  conforms  in  all  respects  to  the  requirements 
of  the  rules  for  existing  passenger  elevators. 

3 .3.7.4.  One  Piece  Loads  on  Elevators. 

Passenger  and  freight  elevators  may  be  used 
for  carrying  safes  or  other  one  piece  loads 
greater  than  the  contract  load  of  the  elevator 
when  the  following  requirements  are  met: 

1.  A  “locking  device”  is  provided  which  will 
hold  the  car  at  any  landing  independently 
of  the  hoisting  cables  while  the  safe  or 
other  object  is  being  loaded  or  unloaded. 

2.  The  “locking  device”  shall  be  so  designed 
that  it  cannot  be  unlocked  unless  the  entire 
weight  of  the  car  and  load  is  suspended  on 
the  cables. 

3.  The  wrench  or  other  device  for  operating 
the  “locking  device”  shall  be  removable. 

4.  The  “locking  device”  shall  be  designed  to 
withdraw  the  bars  should  it  come  in  con¬ 
tact  with  the  landing  locks  if  the  car  is 
operated  on  the  up  motion. 

5.  A  metal  plate  shall  be  provided  in  the  ele¬ 
vator  car  which  shall  bear  the  words 
“Capacity  Lifting  Safes”  in  letters  followed 
by  figures  giving  the  capacity  in  pounds  for 
lifting  safes  for  which  the  machine  is  de¬ 
signed,  the  letters  and  figures  to  be  at  least 
Va  inch  high,  stamped,  etched,  or  raised  on 
the  surface  of  the  plate. 

6.  The  car  platform,  car  frame,  sheaves, 
shafts,  cables  and  locking  device  shall  be 


8. 
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designed  for  the  specified  “Capacity  Lift¬ 
ing  Safes  with  a  factor  of  safety  of  at 
least  five. 

Thf  car  safeties  shall  be  designed  to  stop 
and  hold  the  specified  “Capacity  Lifting 
Safes  with  the  cables  intact. 

Where  there  is  a  passageway  under  the 
hoistway  the  machine  shall,  be  designed  to 
operate  with  the  “Capacity  Lifting  Safes” 
at  slow  speed  and  the  car  safety  shall  be 
designed  to  stop  and  hold  the  car  and 

the  cables  Llftmg  Safes”  independently  of 

For  traction  machines  additional  counter¬ 
weights  shall  be  added  so  that  the  total 
overbalance  is  at  least  equal  to  45  per  cent 
of  the  Capacity  Lifting  Safes.” 

3-3J.5.  Locking  Device  Required. 

The  locking  device  specified  in  3.3.7. 4,  One 
Liece  Loads  on  Elevators,  paragraph  1,  shall  be 
provided  for  any  passenger  elevator  installed  for 
carrying  safes  or  other  one  piece  loads  where 
the  weight  of  such  safes  or  one  piece  loads  equals 
or  exceeds  75  per  cent  of  the  contract  load. 

3.3.7.6.  Maximum  "Capacity  Lifting  Safe*.” 
.he  maximum  “Capacity  Lifting  Safes”  of 

any  traction  elevator  shall  be  1V3  times  the 
contract  load  of  the  elevator. 

3 .3.7.7.  Special  Switches. 

Elevator  machines  equipped  for  carrying  safes 
or  other  concentrated  loads  greater  than  the 
contract  load  of  the  elevator  shall  be  provided 
with  special  switches  near  the  machine  for  oper¬ 
ating  under  such  conditions. 

3.3.8.  Contract  Load  Test. 

tr£twi°f  erry  new/evator  shall  be  made  with  con- 

W  thft  Cari  Under  t-he  suPervision  of  the  Commis- 
sioner  before  the  elevator  is  placed  in  regular  service 
The  brakes,  limit  switches,  buffers,  car  safety  and 
speed  governor  shall  be  caused  to  function  in  each  test 
and  approval  of  any  elevator  shall  be  granted  only  upon 
satisfactory  completion  of  such  test. 


3.4.  Machines  Stopping  Devices  Control 
and  Operation. 

3.4.1.  Machines  and  Machinery. 

3.4.1 .1.  Design  of  Drums  and  Sheaves. 

Drums  and  leading  sheaves  shall  be  of  cast  iron 
or  steel,  and  shall  have  finished  grooves  which 
may  be  faced  with  materials  other  than  iron  and 
steel,  having  sufficient  traction.  U  grooves  shall 
be  at  most  1/16  inch  larger  than  the  cables. 

Hoisting  rope  sheaves  for  traction  machines 
shall  have  sheave  grooves  designed  so  that  the 
traction  will  not  be  materially  decreased  by  the 
wear  of  the  grooves. 

.  The  diameters  of  sheaves  or  drums  for  hoist¬ 
ing  or  counterweight  cables  shall  be  at  least  forty 
times  the  diameter  of  the  cable  (except  for  side¬ 
walk  elevators  and  except  where  conditions 
make,  impractical  the  use  of  sheaves  of  such 
size,  in  which  case  the  Commissioner  may  per¬ 
mit  the  use  of  smaller  diameter  sheaves).  Open- 
mgs  in  drums  shall  be  drilled  at  an  angle  of 

with  the  run  of  the  rope 
and  be  provided  with  a  rounded  corner  with  a 
radius  at  least  equal  to  that  of  the  rope. 

3.4. 1.2.  Factors  of  Safety. 

The  factors  of  safety  based  on  the  static  loads 
(the  contract  load  plus  the  weight  of  the  car, 
cables,  counterweights,  and  so  forth)  to  be  used 
in  the  design  of  elevator  hoisting  machines  shall 
be  at  least: 

For  wrought  iron  or  wrought  steel .  8 
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For  cast  iron,  cast  steel  or  other  materials. .  10 

3.4.1 .3.  Set  Screw  Fastenings. 

The  use  of  set  screw  fastenings  instead  of 
keys  or  pins  is  forbidden  (except  where  the 
connection  is  not  subject  to  torque). 

3  4.1.4.  Friction  Gearing  or  Clutch  Mech¬ 
anisms  for  Passenger  Elevators. 

The  use  of  friction  gearing  or  clutch  mech¬ 
anisms  for  connecting  the  drums  or  sheaves  to 
the  main  driving  gear  is  forbidden. 

3.4.1.5.  Use  of  Belt  or  Chain-driven  Machines. 
The  use  of  belt  or  chain-driven  machines  is 

forbidden. 

3.4.1 .6.  Cast  Iron  Toothed  Worm  Gears. 

The  use  of  worm  gearing  with  cast  iron  teeth 
is  forbidden. 

3.4.1 .7.  Brakes  Required. 

Winding  drum  and  traction  machines  shall  be 
equipped  with  brakes  applied  automatically  by 
springs  or  gravity  when  the  operative  device  is 
at  the  “stop”  position.  Electric  elevator  machines 
shall  be  equipped  with  electrically  released 

brakes  i 

The 'release  of  brakes  before  power  has  been 

applied  to  the  motor  is  forbidden. 

3  418  Action  of  the  Brake  Magnet. 

'No  single  ground,  short-circuit  or  counter¬ 
voltage  shall  prevent  the  irtion  of  the  brake 
magnet  from  allowing  the  brake  to  set  in  the  in¬ 
tended  manner  during  normal  operation. 

No  motor-field  discharge,  counter-voltage  sin¬ 
gle  ground  or  accidental  short-circuit  shall  re¬ 
tard  the  action  of  the  brake  magnet  in  allowing 
the  brake  to  set  during  emergency  stops. 

3.4.2.  Hydraulic  Elevator  Machines. 

3.4.2. 1.  Construction  of  Hydraulic  Elevator 
Machines. 

Hydraulic  elevator  machines,  whether  of  the 
vertical  or  horizontal  type,  shall  be  so  con¬ 
structed  and  so  roped  that  the  piston ,  will  be 
stopped  before  the  car  can  be  drawn  into  the 
overhead  work.  Stops  of  ample  strength  shall 
be  provided  to  bring  the  piston  to  rest  when 
under  full  pressure  without  causing  damage  to 
the  cylinder  or  cylinder  head. 

3.4.2.2.  Metal  Guide  Rails  and  Shoes  Re¬ 
quired  for  Traveling  Sheaves. 

Traveling  sheaves  for  vertical  hydraulic  ele¬ 
vators  shall  be  guided.  Guide  rails  and  guide 
shoes  shall  be  of  metal. 

3.4.2.3.  Side  Frames  and  U-Strap  Connections. 

Side  frames  of  traveling  sheaves  for  vertical 
hydraulic  elevators  shall  be  either  structural  or 

f°The  use  of  the  construction  commonly  known 
as  the  “U-strap  connection”  between  the  piston 
rods  and  the  traveling  sheaves  is  forbidden. 

3.4.2.4.  Equalizing  Cross-Heads  and  Washers. 
Where  more  than  one  piston  rod  is  used  on 

the  vertical  pulling  type,  an  equalizing  cross¬ 
head  shall  be  provided  for  attaching  the  rods 
to  the  traveling  sheave  frame  to  insure  an  equal 
distribution  of  load  on  each  rod. 

Equalizing  or  cup  washers  shall  be  used  under 
the  piston  rod  nuts  to  insure  a  true  bearing. 

3 .4 .2.5.  Gas  Releases. 

Cylinders  of  hydraulic  elevator  machines  shall 
be  provided  with  means  for  releasing  air  or 
other  gas. 

3.4.2.6.  Factor  of  Safety  and  True  Bearing  of 
Piston  Rods  of  Hydraulic  Elevators. 

Piston  rods  of  tension  type  hydraulic  elevators 
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shall  have  a  factor  of  safety  of  at  least  eight 
based  on  the  cross  sectional  area  at  the  root  of 
the  thread.  A  true  bearing  shall  be  maintained 
under  the  nuts  at  both  ends  of  the  piston  rod  to 
prevent  eccentric  loading  on  the  rods. 

3.4.2.7.  Outlets  of  Pressure  Tanks. 

Outlets  of  pressure  tanks  shall  be  located  to 
prevent  the  probability  of  the  entrance  of  air  or 
other  gas  into  the  elevator  cylinder. 

3.4.2.8.  Packing  of  Automatic  Stop  Valves. 
Automatic  stop  valves  for  elevators  shall  be 

packed  with  cup  leathers,  or  other  means  shall 
be  used  to  prevent  sticking  of  the  valve  stems. 

3.4.2.9.  Relief  Valves. 

Each  pump  connected  to  the  pressure  tank  of 
a  hydraulic  elevator  shall  be  equipped  with  a 
relief  valve,  so  installed  that  it  cannot  be  shut 
off.  The  relief  valve  shall  be  of  sufficient  size 
and  so  set  as  to  pass  the  full  capacity  of  the 
pump  at  full  speed  without  exceeding  the  safe 
working  pressure  of  the  pump  or  tank.  The  re¬ 
lief  valve  shall  be  piped  to  discharge  into  the 
discharge  tank  or  the  pump  suction.  Two  or  more 
relief  valves  may  be  used  to  obtain  the  capacity. 

3.4.2.10.  Automatic  By-Passes. 

Elevator  pumps,  unless  equipped  with  pressure 
regulations  which  control  the  motive  power, 
shall  be  equipped  with  automatic  by-passes. 

3.4.2.11.  Pressure  Tanks. 

Pressure  tanks  shall  be  made  and  tested  in 
accordance  with  the  requirements  of  the  Ameri¬ 
can  Society  of  Mechanical  Engineers’  Boiler 
Code  for  unfired  pressure  vessels,  1930. 

3.4.2.12.  Gages. 

Each  pressure  tank  shall  be  provided  with  a 
water  gage  glass  having  brass  fittings  and  valves, 
attached  directly  to  the  tank  and  so  located  as 
to  show  the  level  of  the  water  when  the  tank  is 
more  than  half  filled. 

Each  pressure  tank  shall  have  a  pressure  gage 
which  correctly  indicates  pressure  to  at  least  one 
and  one-half  times  the  normal  working  pressure 
allowed  in  the  tank.  This  gage  shall  be  con¬ 
nected  to  the  tank  by  a  brass  or  other  corrosion 
resisting  pipe  in  such  a  manner  that  the  gage 
cannot  be  shut  off  from  the  tank  (except  by  a 
cock  with  a  “T”  or  lever  handle,  the  T  or  lever 
being  set  in  line  with  the  direction  of  the  flow). 
The  cock  shall  be  in  the  pipe  near  the  gage. 

Pressure  tanks  shall  be  provided  with  a  V\ 
inch  pipe  size  valved  connection  for  attaching  an 
inspectors’  gage  while  the  tank  is  in  service. 

3.4.2.13.  Vacuum  Relief  Valves. 

Pressure  tanks  that  may  be  subject  to  vacuum 
shall  be  provided  with  one  or  more  vacuum  re¬ 
lief  valves. 

Vacuum  relief  valves  shall  have  openings 
of  sufficient  size  to  prevent  the  collapse  of  the 
tank  if  a  vacuum  occurs.  If  necessary  more 
than  one  vacuum  relief  valve  may  be  used  to 
obtain  sufficient  capacity. 

3.4.2.14.  Inspection  of  Pressure  Tanks. 
Pressure  tanks  shall  be  so  located  and  sup¬ 
ported  that  inspection  may  be  made  of  the  entire 
exterior. 

3.4.2.15.  Discharge  Tanks. 

Discharge  tanks  open  to  the  atmosphere  shall 
be  so  designed  that  when  completely  filled  the 
factor  of  safety  shall  be  at  least  four  based  on 
the  ultimate  strength  of  the  material.  Dis¬ 
charge  tanks  shall  be  covered  to  prevent  the 
entrance  of  foreign  material  and  provided  with 
a  suitable  vent  to  the  atmosphere. 
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3.4.2.16.  Hydraulic  Elevators  Operated  by 
Steam  or  Gas. 

Hydraulic  elevators  operated  from  a  pressure 
tank  where  the  fluid  pressure  is  obtained  by 
directly  admitting  steam,  air  or  other  gas  to  the 
tank,  shaLl  comply  with  all  the  rules  governing 
hydraulic  elevators. 

3.4.2.17.  Design  of  Plunger  Elevators. 

In  the  design  of  plunger  elevators  adequate 
provision  shall  be  made  to  stop  the  plunger  as 
well  as  the  car. 

3.4.3.  Terminal  Stopping  and  Safety  Devices. 

3.4.3. 1.  Normal  Terminal  Stopping  Devices 
Required. 

Elevators  shall  be  provided  with  upper  and 
lower  normal  terminal  stopping  devices,  ar¬ 
ranged  to  stop  the  car  automatically  from  any 
speed  attained  in  normal  operation  within  the 
top  and  bottom  overtravel  independent  of  the 
operating  devices,  the  final  terminal  stopping 
device  and  the  buffers  (except  that  in  'the  case 
of  hand-rope  or  rod  operating  devices  the  nor¬ 
mal  terminal  stopping  device  may  operate  in 
conjunction  with  the  operating  devices). 

3.4.3.2.  Installation  of  Normal  Terminal  Stop¬ 
ping  Devices. 

Normal  terminal  stopping  devices  shall  be  in¬ 
stalled  as  follows : 

1.  Electric  elevators  having  winding  drum 
machines  (except  sidewalk  type  elevators 
and  except  those  operated  by  hand-rope, 
wheel  or  lever  devices)  shall  have  stopping 
switches  on  the  car  or  in  the  hoistway 
operated  by  the  movement  of  the  car. 

2.  Electric  elevators  having  traction  machines 
(except  those  operated  by  hand-rope  de¬ 
vices)  shall  have  stopping  switches  on  the 
car,  or  in  the  machine  room,  or  in  the 
hoistway,  operated  by  the  movement  of 
the  car. 

Where  such  stopping  devices  are  located  in 
the  machine  room,  a  safety  switch  shall  be 
provided  which  will  stop  the  machine 
should  the  driving  member  fail. 

3.  All  electric  elevators  with  hand-rope  or  rod 
operating  devices  shall  have  stop  balls  se¬ 
curely  fastened  to  the  rope  or  rod  arranged 
to  center  the  operating  device,  and  (except 
for  sidewalk  type  elevators)  if  winding 
drum  machines  are  used  they  shall  also 
have  an  additional  device  to  center  the 
operating  device  automatically. 

4.  Hydraulic  elevators  having  a  contract  speed 
in  excess  of  100  feet  per  minute  shall  have 
an  automatic  stop  valve  independent  of  the 
normal  control  valve  or  valves  operated 
either  by  the  car  or  the  machine. 

5.  Hydraulic  elevators  having  a  contract  speed 
of  100  feet  per  minute  or  less  with  hand- 
rope  or  rod  operating  devices  shall  have 
stop  balls  on  the  operating  device. 

6.  Electric  elevators  having  winding  drum 
machines  with  lever  or  wheel  operating 
devices  shall  have  a  device  to  center  the 
operating  device  automatically. 

7.  Electric  sidewalk  type  elevators  having 
winding  drum  machines  and  hand-rope  or 
pull  chain  operating  devices  shall  have  a 
stopping  device  on  the  machine  and  on  the 
operating  device. 

Electric  sidewalk  type  elevators  having 
winding  drum  machines  and  either  auto¬ 
matic  or  continuous  pressure  operation 
shall  have  a  stopping  device  on  the  machine 
and  in  the  hoistway.  These  stopping  de¬ 
vices  shall  not  control  the  same  switches 


unless  two  or  more  separate  and  indepen¬ 
dent  switches  are  provided,  two  of  which 
shall  be  closed  to  complete  the  motor  and 
brake  circuit  in  each  direction  of  travel. 

3.4.3.3.  Final  Terminal  Stopping  Devices  Re¬ 
quired. 

Electric  elevators  (except  sidewalk  type  ele¬ 
vators)  shall  be  provided  with  upper  and  lower 
final  terminal  stopping  devices  arranged  to  stop 
the  car  and  counterweight  automatically  from 
contract  speed  within  the  top  clearance  and  bot¬ 
tom  overtravel  independently  of  the  operation  of 
the  normal  terminal  stopping  devices  and  the 
operating  device,  but  with  buffers  operative.  This 
requirement  may  necessitate  the  use  of  auxiliary 
stopping  devices  for  the  car  and  counterweight. 

Final  limit  switches  and  oil  buffers  shall  be 
located  so  that  the  engagement  of  the  buffer  and 
the  opening  of  the  limit  switch  will  occur  as 
nearly  simultaneously  as  possible.  When  spring 
buffers  are  provided,  the  final  limit  switches 
shall  be  opened  before  the  buffer  is  engaged. 

Where  means  are  provided  to  prevent  jump¬ 
ing  of  the  car  or  counterweight  it  shall  only  be 
necessary  that  the  limit  switch  open  before  the 
buffer  is  fully  compressed. 

3.4. 3.4.  Installation  of  Final  Terminal  Stop¬ 
ping  Devices. 

Final  '  >rminal  stopping  devices  shall  be  in¬ 
stalled  in  connection  with  electric  elevators  (ex¬ 
cept  sidewalk  type  elevators)  as  follows : 

1.  Electric  elevators  having  winding  drum 
machines  shall  have  stopping  switches  on 
the  machines  and  also  in  the  hoistway  oper- 
erated  by  the  movement  of  the  car. 

2.  Electric  elevators  having  traction  machines 
shall  have  stopping  switches  in  the  hoist¬ 
way  operated  by  the  movement  of  the  car. 

3.4.3 .5.  Action  and  Switches  of  Final  Ter¬ 
minal  Stopping  Devices. 

The  final  terminal  stopping  device  shall  act  to 
prevent  movement  of  the  car  in  both  directions. 
The  normal  and  final  terminal  stopping  devices 
shall  not  control  the  same  switches  on  the  con¬ 
troller  unless  two  or  more  separate  and  inde¬ 
pendent  switches  are  provided,  two  of  which 
shall  be  closed  to  complete  the  motor  and  brake 
circuit  in  each  direction  of  travel.  When  2- 
phase  or  3-phase  alternating  current  is  used  to 
operate  the  elevator  the  above  switches  shall  be 
of  the  multi-pole  type.  In  the  case  of  hand-rope, 
rod,  wheel  or  lever  operating  devices  the  normal 
and  final  terminal  stopping  devices  may  control 
the  same  switch  on  the  controller. 

When  the  final  terminal  stopping  device  con¬ 
trols  the  same  controller  switch  or  switches  as 
the  operating  device  or  the  normal  terminal  stop¬ 
ping  device,  it  shall  be  connected  into  the  con¬ 
trol  circuit  on  the  opposite  side  of  the  line. 

3.4.3.G.  Prohibited  Types  of  Terminal  Stop¬ 
ping  Devices. 

The  use  of  chain,  rope  or  belt  driven  machine 
terminal  stopping  devices  is  forbidden  for  ele¬ 
vators  having  winding  drum  machines. 

3.4.3.7.  Automatic  Terminal  Stopping  Devices 
Required. 

Electric  elevators  having  winding  drum  ma¬ 
chines  (except  sidewalk  type  elevators)  driven 
by  2-phase  or  3-phase  alternating  current  shall 
have  an  automatic  terminal  stopping  device  ar¬ 
ranged  to  open  the  main  line  circuit  to  the  motor 
and  brake  directly.  This  device  shall  prevent 
movement  of  the  machine  in  either  direction  be¬ 
fore  or  coincident  with  the  operation  of  the 
final  terminal  stopping  device. 
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3.4J.8.  Enclosure  of  Terminal  Stopping 
Switches. 

Normal  and  final  terminal  stopping  switches, 
whether  on  the  car,  in  the  machine  room,  or  in 
the  hoistway,  shall  be  of  the  enclosed  type. 

3.4.3.9.  Mounting  of  Terminal  Stopping  De- 
vices. 

Normal  and  final  terminal  stopping  devices, 
where  on  the  car  or  in  the  hoistway,  shall  be 
securely  mounted  in  such  a  manner  that  the 
movement  of  the  switch  lever  or  roller  to  open 
the  contacts  shall  be  as  nearly  as  possible  in  a 
direction  at  right  angles  to  a  line  drawn  be¬ 
tween  the  faces  of  the  car  guide  rails. 

3.4.3.10.  Location  of  Operating  Cams. 

The  cams  for  operating  the  terminal  stopping 
switches  shall  be  of  metal  and  shall  be  so  located 
and  of  sufficient  length  to  maintain  the  switch 
in  the  open  position  when  the  car  is  in  contact 
with  the  overhead  structure  or  resting  on  the 
fully  compressed  buffer  with  the  overhead  struc¬ 
ture  and  the  buffer  in  their  normal  position. 

3.4.4.  Operation  and  Control. 

3.4.4.1.  Maximum  Speed  for  Direct  Hand  Op¬ 
erated  Elevators. 

The  operation  of  elevators  having  a  contract 
speed  in  excess  of  100  feet  per  minute  by  direct 
hand  operated  ropes,  cables  or  rods  is  forbidden. 

3.4.4.2.  Maximum  Speed  of  Elevators  Oper¬ 
ated  by  Wheels  or  Levers;  Marking 
of  Hydraulic  Elevator  Operating  De¬ 
vices. 

The  operation  of  elevators  having  a  contract 
speed  in  excess  of  150  feet  per  minute  by  wheel 
or  lever  mechanisms  is  forbidden  (except  hy¬ 
draulic  elevators). 

Hydraulic  elevators  operated  by  a  wheel  op¬ 
erating  device  shall  be  provided  with  an  indicat¬ 
ing  device  in  the  car  to  show  the  position  of  the 
control  valve.  Such  device  shall  be  marked  and 
shall  indicate  “up,”  “down”  and  “off.”  The 
wheel  operating  device  shall  be  marked  to  indi¬ 
cate  the  direction  of  motion. 

3.4.4.3.  Access  to  Operating  Ropes  or  Cables 
from  Outside  of  the  Hoistway. 

The  operation  of  elevators  by  a  rope  or  cable, 
access  to  which  is  obtained  from  the  outside  of 
the  hoistway,  is  forbidden. 

3.4.4.4.  Overhead  Tension  Weights. 

Overhead  tension  weights  for  hand  ropes  shall 

be  secured  by  chains  or  cables  attached  to  the 
weights  and  to  a  suitable  anchorage. 

3.4.4.5.  Hand-rope  Guards. 

Guards  which  will  keep  the  hand-ropes  on  the 
sheaves  shall  be  installed. 

3.4.4.G.  Centering  Devices  Required. 

Freight  elevators  (except  sidewalk  type  eleva¬ 
tors)  operated  by  means  of  a  direct  operated 
hand-rope,  shall  be  provided  with  a  centering 
device  which  will  insure  the  operating  mech¬ 
anism  being  placed  in  the  stop  position  when  it 
is  desired  to  stop  the  car. 

3.4.4.7.  Arrangement  and  Number  of  Oper¬ 
ating  Devices.  , 

The  handle  of  car  switch  operating  devices 
shall  be  arranged  to  return  to  the  “stop”  position 
and  lock  there  automatically  when  the  hand  of 
the  operator  is  removed. 

Where  more  than  one  operating  device  is  used 
in  a  car  (except  in  automatic  operation  eleva¬ 
tors)  the  operating  devices  shall  be  so  inter¬ 
locked  that  only  one  can  be  used  at  a  time.  If 
a  single  operating  device  is  used,  it  shall  be  so 
located  as  to  be  near  the  car  opening  serving 
the  greatest  number  of  landing  openings. 


3.4.4. 8.  Emergency  Stop  Switches. 

An  emergency  stop  switch,  which  will  cut  off 
the  source  of  power,  shall  be  provided  in  the 
car  adjacent  to  the  operating  device  for  electric 
elevators.  If  the  stop  button  of  an  automatic 
operation  or  continuous  pressure  operation  ele¬ 
vator  is  a  red  button  marked  “stop,”  it  may  be 
used  as  the  emergency  stop  switch. 

One  lead  to  the  emergency  stop  switch  shall 
be  run  to  the  car  through  a  separate  and  inde¬ 
pendent  traveling  cable  where  electric  elevators 
have  winding  drum  machines. 

3.4.4.9.  Disconnecting  Switch  Required. 

A  manually  operated  multi-pole  disconnecting 
(service)  switch  shall  be  installed  in  the  main 
line  of  electric  elevator  machinery. 

This  switch  shall  be  located  adjacent  to  and 
visible  from  the  elevator  machine  or  motor  gen¬ 
erator  set.  Provision  for  closing  the  disconnect¬ 
ing  switch  from  any  other  part  of  the  building 
is  forbidden.  When  practicable  this  switch  shall 
be  located  in  the  machine  room  at  the  lock- 
jamb  side  of  the  entrance  door. 

3.4.4.10.  Independent  Breaks  Required  with 
Metal-to-Metal  Contacts. 

Where  metal-to-metal  contacts,  gravity  or 
spring  opened,  or  a  combination  of  the  two,  are 
used  on  controller  switches  for  stopping  eleva¬ 
tor  machines  at  least  two  independent  breaks 
shall  be  provided. 

3.4.4.11.  Use  of  Springs  or  Electric  Circuits 
as  Circuit  Breakers. 

Breaking  the  circuit  to  stop  an  automatic-con¬ 
trol  elevator  at  the  terminals  shall  be  indepen¬ 
dent  of  the  operation  of  springs  in  tension  or 
the  completion  of  another  electric  circuit.  If 
springs  are  used  they  shall  be  in  compression. 
The  interruption  of  the  electric  circuit  shall  pre¬ 
vent  the  movement  of  the  car. 

3.4.4.12.  Grounding  of  Frames. 

The  frame  of  the  electric  elevator  machine,  the 
frame  of  the  controller,  the  operating  rope  if 
used,  and  the  frames  of  electric  appliances  in  or 
on  the  elevator  car  shall  be  effectively  grounded. 

3.4.4.13.  Enclosure  of  “Slack  Cable”  Switches. 

The  electric  “slack  cable”  switches  shall  be 
enclosed. 

3.4.4.14.  Forbidden  Types  of  Control  Systems. 

The  use  of  control  systems  which  depend  on 
the  completion  or  maintenance  of  an  electric 
circuit  for  the  interruption  of  the  power  and 
for  the  application  of  electro-mechanical  brakes 
at  the  terminals,  for  the  operation  of  safeties 
or  the  closing  of  a  contactor  by  an  emergency 
stop  button,  is  forbidden  (except  that  dynamic¬ 
braking  and  speed  control  devices  are  exempt 
from  these  requirements). 

3.4.4.15.  Arrangement  of  Operating  Levers. 
“Car-switch”  and  hand-operating  levers  shall 

be  so  arranged  that  the  movement  of  the  lever 
toward  the  opening  which  the  operator  usually 
faces  will  cause  the  car  to  descend  and  the 
movement  of  the  lever  away  from  the  opening 
will  cause  the  car  to  ascend. 

3.4.4.16.  Rope  Locks  Required. 

Freight  elevators  operated  by  hand-ropes  shall 
be  equipped  with  rope  locks  for  holding  the  car 
at  any  landing  (except 

1.  Sidewalk  type  elevators  ; 

2.  Elevators  equipped  with  an  emergency 
switch ;  and 

3.  Elevators  equipped  with  interlocks  or  elec¬ 
tric  contacts). 
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3.4.4.17.  Operation  of  Directional  Switches  or 
Operating  Valves  on  Passenger  Ele¬ 
vators. 

On  mechanically  operated  passenger  elevators 
the  operation  of  directional  switches  or  oper¬ 
ating  valves  shall  not  depend  solely  upon  belts  or 
upon  cast  or  malleable  iron  chains.  If  a  hand- 
rope  is  used  the  cable  shall  be  securely  anchored 
to  the  operating  sheave  or  drum. 

3.4.4.18.  Automatic  Fire  Alarm  Circuit 
Breakers. 

The  use  of  a  circuit  breaker  operated  auto¬ 
matically  by  a  fire  alarm  system  to  cut  off  the 
power,  or  interrupting  the  operating  circuit  of  a 
passenger  elevator  is  forbidden. 

3.4.4.19.  Automatic  Operation  Elevators. 

Automatic  operation  elevators  (except  side¬ 
walk  elevators  the  travel  of  which  does  not 
exceed  one  story)  shall  comply  with  the  follow¬ 
ing  requirements : 

1.  If  the  car  has  started  for  a  given  landing 
it  shall  be  impossible  for  an  impulse  to  be 
given  from  any  landing  to  send  the  car  in 
the  reverse  direction  until  it  has  reached 
the  destination  corresponding  to  the  first 
impulse.  It  shall  be  permissible  to  stop  the 
car  at  any  intermediate  landing  to  take  on 
or  discharge  passengers  or  attendants  go¬ 
ing  in  the  original  direction. 

2.  If  the  car  has  been  stopped  to  take  on  or 
discharge  passengers  or  freight  and  is  to 
continue  in  the  direction  determined  by 
the  first  impulse,  it  is  permissible  to  start 
the  car  by  the  closing  of  the  car  gate. 

3.  It  shall  be  impossible  to  start  the  car 
under  normal  operation  unless  every  hoist¬ 
way  door  is  closed  and  locked  in  the  closed 
position.  The  use  of  devices  employing 
locks  and  contacts  of  a  type  where  the 
contact  is  made  when  the  door  is  closed 
and  the  locking  of  the  door  takes  place 
subsequently  is  forbidden. 

4.  Where  the  elevator  is  used  by  the  general 
public  no  buttons  shall  be  provided  at  any 
landing  to  send  the  car  to  any  other  land¬ 
ing. 

5.  The  floating  platform  construction  may  be 
used  to  permit  operation  of  the  car  from 
the  landing  buttons  with  the  car  gate  open 
when  there  is  no  passenger  in  the  car 
under  the  following  conditions : 

Each  landing  door  shall  be  flush  with 
the  hoistway  edge  of  its  landing  saddle  and 
lintel  within  a  tolerance  of  one-quarter  of 
an  inch,  plus  or  minus. 

The  platform  shall  prevent  the  operation 
of  the  car  from  the  car  push  buttons  un¬ 
less  the  platform  is  depressed. 

It  shall  be  impossible  to  operate  the 
elevator  from  the  car  push  buttons  unless 
the  car  gate  is  closed. 

The  platform  shall  operate  when  a 
weight  of  30  pounds  is  placed  on  it  at  any 
point. 

The  platform  shall  be  so  constructed 
that  there  is  no  pocket  or  recess  capable 
of  holding  refuse  or  dirt  beneath  the  plat¬ 
form. 

The  entire  platform  within  the  enclosure 
and  the  platform  threshold  sill  shall  float. 

The  installation  of  handrails  in  the  ele¬ 
vator  car  is  forbidden. 

6.  An  inspector’s  switch  shall  be  installed  on 
the  controller  to  render  all  landing  buttons 
inoperative,  and  when  the  opening  of  the 
emergency  stop  switch  or  button  does  not 


cancel  all  registered  car  and  hall  calls,  the 
inspector’s  switch  on  the  controller  shall 
also  render  all  car  buttons  inoperative  and 
there  shall  be  furnished  in  the  car  an  Up 
and  Down  inspection  switch  or  button 
which  will  enable  the  inspector  to  operate 
the  elevator  in  either  direction  as  long  as 
the  switch  or  button  is  held  in  contact. 

3.4.4.20.  Continuous  Pressure  Operation. 

The  use  of  continuous  pressure  operation  for 

passenger  elevators  is  forbidden  (except  when 
they  are  provided  with  all  of  the  safety  devices 
required  for  automatic  operation  elevators). 

3.4.4.21.  Polyphase  Alternating  Current  Mo¬ 
tors. 

Each  electric  elevator  driven  by  a  polyphase 
alternating  current  motor  shall  be  provided  with 
a  device  which  will  (except  in  the  case  of  alter¬ 
nating  current  motors  used  in  motor  generator 
sets)  prevent  starting  the  motor  if 

1.  I  he  phase  rotation  is  in  the  wrong  direc¬ 
tion ;  or 

2.  There  is  failure  in  any  phase. 

3.4.4.22.  Starting  of  Electric  Elevators  After 
Failure  of  Power. 

Electric  elevators  operated  by  hand  cables, 
lever  or  wheel  operating  devices,  shall  be  so 
arranged  that,  in  case  of  failure  of  power,  or 
the  opening  of  car  gate,  landing  door  or  limit 
switches,  it  will  be  necessary  to  return  the  oper¬ 
ating  device  to  the  “OFF”  position  before  the 
elevator  can  again  be  started. 

3.4.4.23.  Use  of  Overload  Circuit- Breakers. 

If  an  overload  circuit-breaker  is  used  for  a 
direct  current  rheostatic  control  electric  eleva¬ 
tor,  the  wiring  shall  be  arranged  so  that  the 
circuit  of  the  Drake-magnet  coil  is  opened  at  the 
same  time  that  the  line  circuit  is  opened. 

3.4.4.24.  Sidewalk  Elevator  Key  Switch. 
Sidewalk  elevators  the  hatch  opening  of  which 

is  located  in  the  sidewalk  or  other  area  acces¬ 
sible  to  the  public  shall  be  provided  with  a  de¬ 
vice  which  shall  normally  prevent  the  car  from 
opening  or  closing  the  sidewalk  hatch  cover. 
A  switch  which  can  be  operated  only  by  a  spe¬ 
cial  key  and  which  when  closed  will  permit  the 
car  to  open  and  close  the  sidewalk  hatch  cover 
shall  be  installed  on  the  building  wall  above  the 
sidewalk  at  the  right  hand  side  of  the  hoistway 
when  facing  the  building  wall  and  not  over  18 
inches  horizontally  distant  from  the  hoistway. 
A  detachable  flexible  cord  5  feet  or  less  in 
length  with  a  continuous  pressure  button  on  the 
free  end  may  be  used  in  lieu  of  the  key  switch 
when  desired. 

It  shall  be  necessary  that  the  key  or  button 
be  held  manually  in  position  to  keep  the  circuit 
closed.  The  elevator  may  also  be  operated  from 
the  sidewalk  or  exterior  area  level  by  means  of 
the  key  switch  or  button. 

3.4.4.25.  Installation  of  Condensers. 

The  installation  of  condensers  the  operation 
of  which  will  hold  in  any  magnet  or  keep  alive 
any  circuit  so  as  to  interfere  with  the  proper 
operation  of  any  new  or  existing  elevator  ap¬ 
paratus  is  forbidden. 

3.4.5.  Limits  of  Speed. 

3.4.5.I.  Maximum  Speed  of  Freight  and  Pas¬ 
senger  Elevators. 

The  maximum  contract  speed  of  passenger  and 
freight  elevators  (except  as  otherwise  specified 
in  3. 4.5. 2,  Maximum  Speed  of  Sidewalk  Type 
Elevators;  3A.5.3,  Maximum  Speed  of  Freight 
Elevators  Without  Regular  Operators,  and 
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3A.5.4,  Maximum  Speed  of  Continuous  Pressure 
Operation  Freight  Elevators )  shall  be  limited 
only  by  the  top  and  bottom  clearances  as  deter¬ 
mined  by  2.1.4,  Pits,  Overtravel  and  Clearances. 

3.4.5 .2.  Maximum  Speed  of  Sidewalk  Type 
Elevators. 

The  maximum  contract  speed  of  sidewalk  type 
elevators  shall  be  35  feet  per  minute. 

3.4.5.3.  Maximum  Speed  of  Freight  Elevators 
Without  Regular  Operators. 

The  maximum  contract  speed  of  freight  ele¬ 
vators  without  a  regular  operator  (except  side¬ 
walk  type  elevators)  unless  provided  with  auto¬ 
matic  operation  or  continuous  pressure  opera¬ 
tion,  shall  be  100  feet  per  minute. 

3.4.5.4.  Maximum  Speed  of  Continuous  Pres¬ 
sure  Operation  Freight  Elevators. 

The  maximum  contract  speed  of  electric 
freight  elevators  with  continuous  pressure  oper¬ 
ation  (except  sidewalk  type  elevators)  shall  be 
150  feet  per  minute. 

3.5.  Cables  and  Signal  Systems  for 
Elevators. 

3.5.1.  Cables. 

3.5.1. 1.  Materials  for  Cables. 

Car  and  counterweight  cables  shall  be  iron 
or  steel  without  covering  (except  that  where  lia¬ 
bility  to  excessive  corrosion  or  other  hazard  ex¬ 
ists,  marline-covered  cables  are  permitted  for 
freight  elevators).  The  use  of  marline-covered 
cables  for  passenger  elevators  is  forbidden.  The 
use  of  chains  for  hoisting  is  forbidden  (except 
for  sidewalk  elevators  the  travel  of  which  does 
not  exceed  15  feet). 

3.5.1 .2.  Information  on  Capacity  Plates. 

Where  winding  drum  machines  are  used,  the 
capacity  plate  required  in  3.3.7 .2,  P osting  of  _  In¬ 
formation,  shall  bear  the  following  information : 


CABLE  SPECIFICATIONS 


Cable 

Number 

Diameter 
in  Inches 

Rated  Ultimate 
Strength  in  Pounds 

Hoisting 

Car  Counter¬ 
weight 

Machine 

Counterweight 

Where  traction  machines  or  drum  machines 
without  counterweights  are  used,  the  capacity 
plate  required  in  3. 3. 7. 2,  Posting  of  Information, 
shall  bear  the  following  information : 


CABLE  SPECIFICATIONS 


Number 

Diameter 
in  Inches 

Rated  Ultimate 
Strength  in  Pounds 

Hoisting  Cables 

Where  hydraulic  machines  are  used  the  ca¬ 
pacity  plate  required  is  3.3.72,  Posting  of  Infor¬ 
mation,  shall  bear  the  following  information : 


CABLE  SPECIFICATIONS 


Cable 

Number 

Diameter 
in  Inches 

Rated  Ultimate 
Strength  in  Pounds 

Hoisting 

Car  Counter¬ 
weight 

In  addition  a  metal  tag  shall  be  attached  to  the 
cable  fastenings.  On  this  tag  shall  be  given  the 
diameter,  rated  ultimate  strength,  and  material  of 
the  cable,  and  the  date  of  the  cable  installation. 

3.5.1.3.  Load  Limit  for  Cables  of  Unknown 
Strength. 

Where  the  rated  ultimate  strength  and  mate¬ 
rial  are  not  known,  the  loads  shall  be  limited  to 
the  loads  allowed  for  iron  cable  of  the  same 
diameter. 

3.5. 1.4.  Factors  of  Safety. 

The  factor  of  safety  based  on  static  loads  for 
car  and  counterweight  cables  for  elevators  shall 
be  at  least  the  values  given  in  the  following 
figures  corresponding  to  the  contract  speed  of 
the  car. 

The  factor  of  safety  based  on  static  loads  for 
chains  used  for  hoisting  sidewalk  elevators  shall 
be  at  least  5,  and  for  cables  7. 

FaC  rQR  Or  SAFETY 


AND  COUNTERWEIGHT  CABLES  FOR 
PASSENGER  ELEVATORS 
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345.1 .5.  Number  and  Diameter  of  Cables  and 
Computed  Load. 

The  number  and  diameter  of  the  cables  shall 
be  determined  by  using  the  factor  of  safety 
found  in  3.5. 1.4,  Factors  of  Safety,  together  with 
the  rated  ultimate  strength  of  the  cable.  The 
computed  load  on  the  cables  shall  be  the  weight 
of .  the  car,  plus  its  contract  load,  plus  the 
weight  of  hoisting  cables  and  the  compensation. 

The  minimum  number  of  cables  used  with 
traction  elevators  shall  be  3.  The  minimum  num¬ 
ber  of  cables  used  with  winding  drum  elevators 
shall  be  2. 


factor  of  safety 


FIG.  6.  FACTORS  OF  SAFETY  FOR  HOISTING 
AND  COUNTERWEIGHT  CABLES  FOR 
FREIGHT  ELEVATORS 

The  use  of  hoisting  ropes  less  than  54- inch  in 
diameter  for  elevators  is  forbidden  (except  that 
where  conditions  make  impractical  the  use  of 
rope  of  the  size  specified,  the  Commissioner 
may  permit  the  use  of  rope  7/16  of  an  inch  in 
diameter). 

3.5.1. 6.  Anchoring  of  Cables  to  Winding 
Drums. 

Cables  anchored  to  winding  drums  shall  have 
at  least  one  turn  of  cable  on  the  winding  drum 
when  the  car  or  counterweight  has  reached  the 
extreme  limit  of  its  overtravel. 

3.5. 1.7.  Lengthening  or  Repairing  Cables  by 
Solicing  Forbidden. 

The  repair  or  lengthening  of  car  or  counter¬ 
weight  cables  by  splicing  is  forbidden. 


3.5. 1.8.  Securing  Winding  Drum  Ends  of 
Cables. 

The  winding  drum  ends  of  car  or  counter¬ 
weight  cables  shall  be  secured  by  clamps  on  the 
inside  of  the  drums  or  by  one  of  the  methods 
specified  in  the  following  paragraphs  for  fasten¬ 
ing  cables  to  cars  or  counterweights. 

3.5.1. 9.  Fastening  Car  and  Counterweight 

Ends  of  Cables. 

The  car  and  counterweight  ends  of  cables  shall 
be  fastened  by  individual  tapered  babbitted  sock¬ 
ets,  or  by  other  methods  approved  by  the  Com¬ 
missioner  (except  that  spliced  eyes  and  return 
loops  are  forbidden).  Other  fastenings  may  be 
used  for  compensating  counterweight  cables  and 
for  plunger  elevators. 

Adjustable  shackle  rods  shall  be  used  to  at¬ 
tach  cables  to  cars  and  counterweights  in  such  a 
manner  that  all  portions  of  the  cable  (except  the 
portion  in  the  socket)  shall  be  readily  visible. 

3.5.1.10.  Method  of  Socketing  Cables. 

If  a  babbitted  socket  is  used,  the  length  of 
the  socket  shall  be  at  least  4.75  times  the  diam- 


eter  of  the 
shall  be  as 

cable.  The  hole  at  the  small  end 
given  in  the  following  table : 

Nominal  Diameter  of 
Cable  in  Inches 

Inside  Diameter  of  Small  End  of 
Cable  Socket 

54  to  7/16  inclusive 

shall  not  be  more  than  1/16  inch 
larger  than  actual  cable  diameter. 

54  to  34  inclusive 

shall  not  be  more  than  3/32  inch 
larger  than  actual  cable  diameter. 

Vs  to  154  inclusive 

shall  not  be  more  than  54  inch 
larger  than  actual  cable  diameter. 

154  to  154  inclusive 

shall  not  be  more  than  3/16  inch 
larger  than  actual  cable  diameter. 

The  small  end  of  the  socket  shall  be  free  from 
cutting  edges.  The  hole  at  the  large  end  of  the 
socket  shall  be  at  least  254  times  the  diameter 
of  the  cable.  A  socket  shall  be  drop-forged 
steel,  steel  casting,  or  formed  in  a  substantial 
block  of  cast  iron.  The  socket  shall  be  of  such 
strength  that  the  cable  will  break  before  the 
socket  is  perceptibly  deformed. 

The  ends  of  wire  rope  shall  be  served  with 
three  seizings  at  each  side  of  any  point  at  which 
the  rope  is  to  be  cut. 

Only  annealed  iron  wire  shall  be  used  as  seiz¬ 
ing  wire.  The  wires  should  be  wound  tight  and 
even.  The  twisted  ends  of  the  seizings  shall  be 
so  placed  that  they  fall  into  the  valleys  between 
strands  and  away  from  the  end  of  the  rope. 

The  first  two  seizings  shall  be  at  least  ^2-inch 
long,  and  the  third  seizing  at  least  34-inch  long. 
The  first  seizing  shall  be  close  to  the  cut  and 
the  second  seizing  shah  be  spaced  within  254 
inches  from  the  first  seizing.  The  third  seizing 
shall  be  at  a  distance  from  the  second  seizing 
equal  to  the  length  of  the  socket. 

The  use  of  tape  as  a  substitute  for  annealed- 
iron-wire  seizing  is  forbidden. 

The  ropes  thus  served  shall  be  slipped  into 
the  socket  a  sufficient  distance  for  manipulating 
and  after  removing  the  first  two  seizings  the 
strands  shall  be  opened  un  and  the  hemp  center 
cut  out  as  close  as  possible  to  the  remaining 
seizing. 

Then  all  grease  shall  be  wiped  off  the  extended 
strands  and  the  lubricant  carefully  removed  by 
washing  with  gasoline.  The  ends  of  the  strands 
shall  then  be  bent  in  and  bunched  close  together, 
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and  the  rope  pulled  back  as  far  as  possible  so 
that  the  strands  rest  in  the  basket  with  the  third 
seizing  slightly  projecting  outside  the  mouth  of 
the  socket. 

The  socket,  now  being  ready  for  pouring  the 
babbitt,  shall  be  warmed  and  shall  be  held  verti¬ 
cal  and  truly  axial  with  the  rope  to  be  socketed. 
Tape  or  waste  may  be  wound  around  the  rope  at 
the  base  of  the  socket  to  prevent  the  metal  from 
seeping  through,  but  must  be  removed  after  the 
babbitt  has  cooled  off.  Pure  babbitt  only,  free  of 
dross,  shall  be  used,  heated  to  a  temperature  just 
sufficient  to  produce  fluidity. 

If  the  seizing  and  socketing  has  been  done 
properly,  the  original  and  uniform  relation  of 
tension  obtained  by  correct  manufacture  will  be 
undisturbed;  any  loss  of  rope  lay  is  a  clear  in¬ 
dication  of  careless  seizing  and  socketing. 

3.5.1.11.  Reroping  and  Shortening  of  Cables. 

Whenever  an  elevator  is  reroped  or  its  ropes 
shortened,  the  top  car  and  counterweight  clear¬ 
ances  shall  be  at  least  those  specified  in  2.1.4.3, 
Top  Clearances. 

3.5.2.  Emergency  Signals. 

3.5.2.1.  Emergency  Signals  or  Telephones  Re¬ 
quired. 

Automatic  operation  passenger  or  freight  ele¬ 
vators  (except  sidewalk  elevators  the  travel  of 
which  does  not  exceed  15  feet)  shall  be  provided 
with  an  audible  emergency  signal  operative  from 
the  car  and  located  outside  of  the  hoistway,  or 
shall  be  provided  with  a  telephone.  The  emer¬ 
gency  alarm  shall  be  clearly  audible  in  the  office, 
power  house,  or  room  in  which  an  employee  is 
ordinarily  located. 

3.5. 2.2.  Telephone  Connection  Required. 
Passenger  elevators  in  private  residences  shall 

be  provided  with  a  telephone  permanently  con¬ 
nected  to  a  central  exchange. 

3.5.2.3.  Signal  Systems  on  Freight  Elevator 
Hoistways. 

The  hoistway  of  every  freight  elevator  (ex¬ 
cept  automatic-operation  and  continuous  pres¬ 
sure  operation  and  sidewalk  elevators)  shall  be 
provided  with  a  signal,  system  by  means  of 
which  signals  can  be  given  from  any  landing 
whenever  the  elevator  is  desired  at  that  landing. 

RULE  4.  HAND  POWER 
ELEVATORS 
4.1.  Hoistway  Construction. 

4.1.1.  Fire  Resistive  Hoistway  Enclosures. 

4. 1.1.1.  Hoistways  to  Be  Fire  Resistive. 

Hoistway  enclosures  of  all  elevators  shall 
comply  with  Section  373  of  Article  18,  of  Chap¬ 
ter  5  of  the  Code  of  Ordinances,  and,  in  factory 
buildings,  with  Title  3,  Sections  261  and  270  of 
the  Labor  Law  (except  sidewalk  elevators,  the 
travel  of  which  does  not  exceed  one  story). 

4.1.1.2.  Landing  Openings  to  Be  Protected. 
Landing  openings  in  a  fire  resistive  hoistway 

enclosure  shall  be  provided  with  fire  resistive 
doors,  panels  or  fronts  which  comply  with  Sec¬ 
tion  373  of  Article  18,  of  Chapter  5  of  the  Code 
of  Ordinances,  and,  in  factory  buildings,  with 
Title  3,  Sections  261  and  270  of  the  Labor  Law 
(except  that  they  must  first  comply  with  2. 3. 1.1, 
Automatic  Fire  Doors  Functioning  by _  Heat). 
For  elevators  whose  contract  load  is  2,000 
pounds  or  more,  the  aggregate  clear  width  of 
the  hoistway  doors  shall  be  at  least  30  inches 
and  the  clear  height  shall  be  at  least  78  inches. 


4.1 .1.3.  Strength  of  Hoistway  Enclosures. 

The  hoistway  enclosure  adjacent  to  a  landing 
opening  shall  be  of  sufficient  strength  to  support 
in  true  alignment  the  hoistway  doors  with  their 
operating  mechanism. 

4.1.2.  Non-Fire  Resistive  Hoistway  Enclo¬ 
sures. 

Non-fire  resistive  hoistway  enclosures  shall  be  permit¬ 
ted  only  for  sidewalk  elevators,  the  travel  of  which  does 
not  exceed  one  story.  Where  non-fire  resistive  construc¬ 
tion  is  permitted,  hoistways  shall  be  enclosed  to  a  height 
of  6  feet  (except  on  the  sides  used  for  loading  or  un¬ 
loading). 

4.1.2.1.  Materials  for  Enclosures. 

Enclosures  shall  be  building  walls,  solid  or 
latticed  partitions,  of  incombustible  material, 
grillwork,  metal  grating,  expanded  metal  or  fire¬ 
proofed  wood.  Where  wire  grillwork  is  used, 
the  wire  shall  be  at  least  0.0915  inches  in  di¬ 
ameter  (Number  13  Steel  Wire  Gage),  and  the 
maximum  size  of  mesh  shall  be  2  inches.  Where 
expanded  metal  is  used,  its  minimum  thickness 
shall  be  0.094  inches  (Number  13  United  States 
Gage). 

The  maximum  spacing  between  vertical  bars 
shall  be  1  inch. 

4.1.3.  Clearance  Between  Cars  and  Hoistway 
Enclosures. 

4. 1.3.1.  Clearance  Between  Car  Platform*  and 
Landing  Saddle. 

The  maximum  clearance  between  the  car  plat¬ 
form  and  the  landing  saddle  shall  be  3  inches 
for  freight  elevators  and  2  inches  for  passenger 
elevators  (except  that  where  the  operating  rope 
is  located  at  the  side  of  the  platform,  this  clear¬ 
ance  shall  not  exceed  1  inch). 

4.1.3.2.  Clearance  Between  Hoistway  Enclo¬ 
sure  and  Loading  Side  of  Car  Plat¬ 
form. 

The  maximum  permissible  clearance  between 
a  hoistway  enclosure  and  a  loading  side  of  the 
car  platform  opposite  a  car  entrance  shall  be  5 
inches  (except  when  the  doors  are  installed 
wholly  within  the  hoistway  in  which  case  the 
maximum  permissible  clearance  shall  be  7$4 
inches). 

4.1.4.  Overtravel  for  Hand  Elevators. 

An  overtravel  of  at  least  18  inches  shall  be  provided 
at  the  top  for  hand  elevators  (except  for  sidewalk  ele¬ 
vators).  No  overtravel  is  required  at  the  bottom. 

4.1.5.  Machine  Supports,  Loads  on  Supports 
and  Factors  of  Safety. 

4.1 .5.1.  Machine  Supports. 

Machinery  and  sheaves  shall  be  so  supported 
and  held  as  effectually  to  prevent  any  part  from 
becoming  displaced.  The  supporting  beams  shall 
be  of  steel  or  reinforced  concrete.  Beams  are 
not  required  under  machinery  supported  on  in¬ 
dependent  foundations  or  on  the  floor  of  the 
machine  rooms,  if  such  foundation  or  floor  is 
properly  constructed  to  support  the  loads. 

4.1 .5.2.  Loads  on  Supports. 

Loads  on  overhead  beams  and  their  supports 
shall  be  computed  as  follows : 

The  total  load  on  overhead  beams  shall  be 
assumed  as  equal  to  the  weight  of  all  appa¬ 
ratus  resting  on  the  beams  plus  twice  the 
maximum  load  suspended  from  the  beams. 

The  load  resting  on  the  beams  shall  include 
the  complete  weights  of  machine,  sheaves  and 
similar  equipment.  The  load  suspended  from 
the  beams  shall  include  the  sum  of  the  ten¬ 
sions  of  all  cables  suspended  from  the  beams. 
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4.13.3.  Hanging  of  Machinery  Underneath 
Supporting  Beams. 

The  hanging  of  elevator  machinery  under¬ 
neath  the  supporting  beams  at  the  top  of  the 
hoistway  is  forbidden  (except  for  idler  or  de¬ 
flecting  sheaves  with  their  guards  and  frames, 
devices  for  limiting  or  retarding  the  car  speed 
and  their  accessories). 

4.13.4.  Factors  of  Safety. 

The  factor  of  safety  for  overhead  beams  and 
their  immediate  supporting  beams  based  on  the 
ultimate  strength  of  the  material  which,  if  of 
steel,  shall  conform  to  the  standard  specifica¬ 
tions  of  the  American  Society  for  Testing  Ma¬ 
terials,  Designation,  A  7-29,  the  loads  being  as¬ 
sumed  as  in  4. 1.5.2,  Loads  on  Supports,  shall  be 


at  least  the  following: 

For  steel  . .  4 

For  reinforced  concrete .  7 


4.1.6.  Gratings  Under  Machinery. 

A  metal  grating  capable  of  supporting  50  pounds  per 
square  foot  shall  be  installed  under  the  overhead  ma¬ 
chinery.  Openings  in  such  gratings  shall  reject  a  ball 
V/2  inches  in  diameter. 

4.1.7.  Thoroughfares  Under  Elevator  Hoist¬ 
ways  or  Counterweights. 

Thoroughfares  under  hoistways  or  counterweights  are 
forbidden  unless  there  is  a  structure  under  the  hoistway 
or  counterweight  sufficiently  strong  to  withstand  the  im¬ 
pact  of  the  car  with  contract  load,  or  the  impact  of  the 
counterweight,  when  either  is  dropped  freely  in  its  guides 
from  the  upper  limit  of  overtravel,  provided  that  for  cars 
or  counterweights  equipped  with  broken  rope  safeties 
and  speed  retarders,  the  impact  shall  be  computed  for  the 
maximum  attainable  speed. 

4.2.  Hoistway  Guards  and  Screens. 

4.2.1.  Hatch  Covers  for  Sidewalk  Elevators. 

Where  the  top  hatch  opening  of  sidewalk  elevators  is 
wholly  or  partially  outside  the  building  wall,  the  hatch 
covers  shall  be  of  the  hinged  type  or  the  vertically  lift¬ 
ing  type  and  shall  be  capable  of  sustaining  a  live  load  of 
300  pounds  per  square  foot.  The  maximum  permissible 
dimensions  of  sidewalk  openings  shall  be  5  feet  at  right 
angles  to  and  6  feet  parallel  to  the  building  line  (except 
by  permission  of  the  Borougffi  President).  The  side  of 
the  opening  nearest  the  building  shall  be  4  inches  or  less 
from  the  building  wall  (except  that  where  conditions 
make  this  impractical  this  distance  may  be  increased  sub¬ 
ject  to  the  approval  of  the  Commissioner). 

Where  hinged  type  covers  are  used,  the  line  of  the 
hinges  shall  be  at  right  angles  to  the  building  line.  Where 
the  covers  open  toward  any  obstruction  the  space  be¬ 
tween  the  fully  opened  cover  and  such  obstruction  shall 
be  at  least  18  inches.  Where  vertical  lifting  covers  are 
used,  there  shall  be  a  clearance  of  at  least  2  feet  between 
the  cover  and  any  obstruction  above  it  when  the  elevator 
is  at  the  top  of  its  overtravel. 

Hatch  covers  shall  be  self-closing  and  the  fastening  or 
holding  open  of  the  covers  when  the  car  is  away  from 
the  top  landing  is  forbidden  (except  where  the  hatch 
opening  is  in  an  area  inaccessible  to  the  public). 

Where  the  top  hatch  opening  of  sidewalk  elevators  is 
wholly  inside  the  building  wall,  hinged  or  vertically  lift¬ 
ing  type  covers  may  be  used,  or  doors  may  be  provided 
complying  with  4.3,  Hoistway  Doors.  Such  doors  shall 
be  so  arranged  that  they  can  only  be  opened  or  unlocked 
from  the  outside  of  the  hoistway  when  the  car  is  at  the 
landing. 

4.2.2.  Counterweight  Runways  Outside  of  the 
Hoistway. 

Runways  for  counterweights  located  outside  of  the 
elevator  hoistway  shall  be  solidly  enclosed  throughout 
their  height  (except  that  when  the  runway  is  located 


outside  of  the  building  it  shall  be  enclosed  to  a  height 
of  at  least  7  feet  from' the  ground). 

4.3.  Hoistway  Doors. 

4.3.1.  Automatic  Fire  Doors  Functioning  by 
Heat. 

No  automatic  fire  door,  the  functioning  of  which  is 
dependent  on  the  action  of  heat,  shall  lock  any  landing 
opening  in  the  hoistway  enclosure  of  any  passenger  ele¬ 
vator  or  any  exit  leading  from  any  hoistway  landing 
door  to  the  outside  of  the  structure. 

4.3.2.  Protection  of  Landing  Openings. 

Landing  openings  in  hoistway  enclosures  shall  be  pro¬ 
tected  by  sliding  or  swing  doors  complying  with  the  fire 
resistive  requirements  for  doors  in  such  enclosures. 

In  addition  to  such  doors  landing  openings  in  hoistway 
enclosures  shall  be  furnished  with  gates  at  least  30  inches 
high  which  close  when  the  car  leaves  the  landing  unless 
the  landing  doors  are  made  in  two  parts,  one  above  the 
other,  the  lower  part  extending  at  least  30  inches  above 
the  floor,  and  arranged  to  open  only  after  the  upper  part 
has  been  opened  and  which  must  be  closed  before  the  top 
part  is  closed. 

4.3.3.  Opening  of  Hoistway  Doors. 

Hoistway  doors  of  elevators  serving  more  than  two 
floors  shall  not  be  openable  from  the  landing  side  unless : 

1.  The  word  “ELEVATOR”  is  conspicuously  dis¬ 
played  on  the  landing  side  of  the  doors,  and, 

2.  Unless  the  hoistway  door  is  equipped  with  two 
spring  locks  or  latches,  one  of  which  is  at  least  6 
feet  above  the  floor. 

4.3.4.  Hanger  Guards  and  Stops. 

Means  shall  be  provided  to  prevent  hangers  for  all 
sliding  hoistway  doors  from  jumping  the  tracks.  Stops 
shall  also  be  provided  to  prevent  the  hanger  carriage 
from  leaving  the  ends  of  the  track,  or  suitable  stops  may 
be  provided  on  the  door  only. 

4.3.5.  Vision  Panels. 

For  elevators  which  can  be  operated  from  outside  of 
the  hoistway,  hoistway  doors  may  be  provided  with  a 
vision  panel.  Such  panels  shall  be  of  clear  wired  glass 
with  a  maximum  area  of  80  square  inches. 

4.3.6.  Strength  of  Hoistway  Doors. 

Hoistway  doors  shall  withstand  a  force  of  75  pounds 
applied  perpendicularly  to  the  door  at  any  point  without 
being  sprung  from  their  guides. 

4.3.7.  Size  of  Hoistway  Doors. 

Hoistway  doors  when  closed  shall  guard  the  full  width 
of  the  landing  openings  and  shall  extend  the  full  height 
from  the  landing  saddle  to  the  top  of  the  landing  open¬ 
ing. 

4.3.8.  Door  Counterweight  Enclosures. 

Door  counterweights  shall  run  in  metal  guides  from 
which  they  cannot  become  dislodged,  or  shall  be  boxed 
in.  The  bottoms  of  the  guides  or  boxes  shall  be  so  con¬ 
structed  as  to  retain  the  counterweight  if  the  counter¬ 
weight  rope  breaks. 

4.4.  Car  Construction  and  Safeties. 

4.4.1.  Car  Construction. 

4.4. 1.1.  Car  Enclosures. 

Cars  (except  for  sidewalk  elevators)  shall  be 
enclosed  on  the  top  and  sides  not  used  for  en¬ 
trance.  Enclosures  shall  be  of  solid  or  open¬ 
work  rigidly  braced  with  steel.  Where  slats, 
bars  or  wire  mesh  are  used,  the  openings  shall 
reject  a  ball  2  inches  in  diameter.  Where  sheet 
metal  is  used,  it  shall  be  at  least  as  thick  as 
Number  16  United  States  Gage.  Where  wire 
mesh  is  used,  the  wire  shall  be  at  least  0.135 
inches  in  diameter  (Number  10  Steel  Wire 
Gage).  Enclosures  shall  not  deflect  more  than 
inch  when  a  force  of  75  pounds  is  applied 
perpendicularly  to  the  enclosure  at  any  point. 
The  car  enclosure  shall  be  securely  fastened  to 


271 


RULES 


the  car  platform  or  frame  so  that  it  cannot  work 
loose  or  become  displaced  in  ordinary  service. 

Cars  for  sidewalk  elevators  shall  be  enclosed 
on  the  sides  not  used  for  entrance  to  the  spring 
of  the  bow  iron  but  at  least  4  feet  above  the 
platform.  If  the  enclosure  is  openwork  of  bars, 
slats  or  wire  mesh  the  openings  shall  reject  a 
ball  4  inches  in  diameter.  Wire  mesh  enclosures 
shall  be  of  wire  at  least  0.0915  inches  in  diam¬ 
eter  (Number  13  Steel  Wire  Gage). 

4.4.1.2.  Materials  and  Factors  of  Safety. 

Car  frames  and  platforms  shall  be  of  metal 

or  sound  seasoned  wood  designed  with  a  factor 
of  safety  of  at  least  four  for  metal  or  six  for 
wood  on  the  contract  load  uniformly  distributed. 
The  frame  members  shall  be  securely  bolted  and 
braced. 

4.4.1 .3.  Use  of  Glass.  . 

The  use  of  glass  is  forbidden  in  elevator  cars 
(except  to  cover  certificates,  directories,  lighting 
fixtures  and  appliances  necessary  for  the  opera¬ 
tion  of  the  car).  The  maximum  size  of  a  piece 
of  glass  shall  be  1  square  foot  unless  laminated 
or  otherwise  shatterproof,  but  the  total  area  of 
such  glass  used  in  the  car  in  connection  with 
lighting  fixtures,  whether  in  one  or  more  pieces, 
shall  be  at  most  4  square  feet. 

4.4.1 .4.  Protection  of  Cars  Operating  in 
Hoistways  Outside  of  Structures. 

Elevator  cars,  operating  in  hoistways  outside 
of  structures,  which  are  enclosed  only  at  the 
ground  landing,  shall  be  protected  on  the  ex¬ 
posed  sides  by  independently  operated  gates  or 
by  selfclosing  gates. 

4.4.2.  Car  Compartments. 

Hand  elevator  cars  upon  which  persons  are  permitted 
to  ride  shall  have  only  one  compartment. 

4.4.3.  Car  Safeties. 

If  the  rise  of  an  elevator  exceeds  15  feet  it  shall  be 
equipped  with  an  approved  safety  device  attached  to  the 
under  side  of  the  car  which  will  immediately  stop  and 
hold  the  car  and  contract  load,  if  the  suspension  means 
breaks. 

4.4.4.  Capacity  and  Loading. 

4.4.4. 1.  Minimum  Contract  Load  of  Passen¬ 
ger  Elevators. 

The  contract  load  of  passenger  elevators  shall 
be  at  least  50  pounds  per  square  foot  of  plat¬ 
form  area  inside  of  the  car  enclosure. 

4.4.4.2.  Information  Plate  Required. 

A  metal  plate  shall  be  fastened  in  a  conspicu- 
ous  place  in  the  elevator  car  and  shall  bear  the 
following  information,  in  at  least  Ya  inch  letters 
or  figures,  stamped,  etched  or  raised  on  the  sur¬ 
face  of  the  plate :  ,  , 

1.  The  contract  load  of  the  elevator  in 

pounds. 

2.  The  maximum  number  of  passengers  to  be 
carried,  based  on  150  pounds  per  person 
(if  a  passenger  elevator). 

4.4.4.3.  Tests. 

A  contract  load  test  of  every  new  hand  power 
elevator  as  to  operation  of  the  car  safety,  brake 
and  speed  retarding  devices  shall  be  made  be¬ 
fore  the  elevator  is  placed  in  regular  service. 

4.5.  Guides  Buffers  and  Counterweights. 

4.5.1.  Guide  Rails. 

Car  and  counterweight  guide  rails  shall  be  of  steel  or 
wood  (except  that  where  the  car  travel  exceeds  35  feet 
and  in  structures  over  150  feet  tall,  the  rails  shall  be  of 
steel)  Joints  in  steel  rails  shall  be  either  tongued  and 
grooved  or  doweled  and  fitted  with  splice  plates.  Joints 


in  wood  rails  shall  be  tongued  and  grooved  or  doweled 
and  screwed  to  backing  pieces  or  brackets.  Guide  rails 
shall  be  securely  fastened  with  through  bolts,  wood 
screws,  or  dips  of  such  strength,  design  and  spacing 
that  the  maximum  deflection  of  the  guide  rails  and  their 
fastenings  under  normal  operation  shall  be  Ya ,  inch  or 
less,  particularly  where  in  contact  with  the  guide  shoe 
when  the  car  is  at  the  landing.  Guide  rails  shall  with¬ 
stand  the  application  of  the  safety  when  stopping  a  fully 
loaded  car  or  the  counterweight.  The  guiding  surfaces 
of  the  guide  rails  for  elevators  requiring  safeties  shall 
be  finished  smooth.  Guide  rails  shall  be  “bottomed”  on 
suitable  supports  and  extended  at  the  top  to  prevent 
guide  shoes  running  off  in  case  the  overtravel  is  ex¬ 
ceeded. 

4.5.2.  Car  and  Counterweight  Buffers. 

Car  buffers  of  the  spring  type  or  their  equivalent  shall 
be  installed  in  the  pits  of  passenger  elevators. 

Buffers  shall  be  located  symmetrically  with  reference 
to  the  center  of  the  car. 

4.5.3.  Counterweights. 

Counterweights  shall  run  in  guide  rails  and  shall  not 
be  boxed  unless  incombustible  material  is  used. 

Sections  of  counterweights  for  passenger  elevators, 
whether  carried  in  frames  or  otherwise,  shall  be  secured 
by  at  least  two  tie-rods  passing  through  holes  in  the 
section.  The  tie-rods  shall  have  lock  nuts  at  each  end. 
The  lock  nuts  shall  be  secured  by  cotter  pins. 

4.6.  Machines  and  Suspension  Members. 

4.6.1.  Machines  and  Machinery. 

4.6.1 .1.  Brakes  Required. 

Elevators  shall  be  equipped  with  a  hand  brake 
operating  in  both  directions  of  motion  or  a  com¬ 
bined  automatic  brake  and  speed  retarder  oper¬ 
ating  in  both  directions  of  motion  (except  when 
motive  power  is  derived  through  use  of  a  self- 
locking  or  non-overhauling  worm  gear  drive). 

4.6.1.2.  Factors  of  Safety. 

The  factors  of  safety  based  on  the  static  loads 
to  be  used  in  designing  parts  of  hoisting  ma¬ 
chines  shall  be  at  least  eight  for  wrought  iron 
or  steel  and  ten  for  cast  iron  or  other  materials. 

4.6.1 .3.  Set  Screw  Fastenings. 

The  use  of  set  screw  fastenings  instead  of 
keys  or  pins  is  forbidden  (except  where  the 
connection  is  not  subject  to  torque). 

4.6. 1.4.  Suspension  of  Sheaves  or  Idlers. 

The  suspension  of  sheaves  or  idlers  in  cast 

iron  stirrups  from  the  under  side  of  the  sup¬ 
porting  beams  is  forbidden. 

4.6.1 .5.  Conversion  to  Power  Elevator  For¬ 
bidden. 

Equipping  a  hand  power  elevator  machine 
with  any  means  or  attachment  for  applying  any 
other  power  is  forbidden,  unless  such  elevator 
is  permanently  and  completely  converted  into  a 
power  elevator  complying  with  the  requirements 
for  power  elevators. 

4.6.1 .6.  Rope  Gripping  Attachments  or  Clutch 
Mechanisms. 

The  application  of  power  to  hand  elevators  by 
means  of  rope  gripping  attachments  or  clutch 
mechanisms  is  forbidden. 

4.6.2.  Suspension  Members. 

4.6.2.1.  Suspension  Fastening  Tag. 

A  metal  tag  shall  be  attached  to  the  suspen¬ 
sion  fastenings  stating  the  sizes,  rated  ultimate 
strength  and  material  of  the  suspension  and  the 
date  of  its  installation. 

4. 6.2.2.  Suspension  Members  and  Factor  of 
Safety. 

The  number  of  suspension  members  for  both 
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car  and  counterweight  shall  be  at  least  two. 
Suspension  members  shall  be  of  iron,  steel  or 
marline  covered. 

.  The  factor  of  safety  used  in  determining  the 
size  of  the  suspension  member  shall  be  at  least 
five,  based  on  the  weight  of  the  car  and  its  con¬ 
tract  load. 

4. 6.2.3.  Adjustment  of  Suspension  Members. 

.  Suspension  members  shall  be  so  adjusted  that 
either  the  car  or  the  counterweight  shall  bottom 
before  the  counterweight  or  the  car  strikes  any 
part  of  the  overhead  structure. 

4.62.4.  Securing  of  Suspension  Members. 

Suspension  members  secured  to  a  winding 
drum  shall  have  at  least  one  complete  turn  of 
the  suspension  member  around  the ,  winding 
drum  when  the  car  or  counterweight  has 
reached  the  extreme  limit  of  its  overtravel. 

The  drum  end  of  cables  shall  be  secured  by 
clamps  or  sockets  inside  the  drum. 

4.62.5.  Platform  Elevators. 

Platform  elevators  shall  not  be  used  for  pas¬ 
senger  service  or  for  a  travel  of  over  IS  feet 
and  shall  not  have  a  platform  area  greater  than 
50  square  feet. 

RULE  5.  DUMBWAITERS 
5.1.  Hoistway  Construction. 

5.1.1.  Fire  Resistive  Hoistway  Enclosures. 

5. 1.1.1.  Hoistways  to  Be  Fire  Resistive. 

Hoistway  enclosures  of  dumbwaiters  shall 
comply  with  Section  373  of  Article  18  of  Chap¬ 
ter  5  of  the  Code  of  Ordinances  and,  in  factory 
buildings,  with  Title  3,  Sections  261  and  270  of 
the  Labor  Law  (except  dumbwaiters  the  travel 
of  which  does  not  exceed  one  story). 

5.1.1.2.  Landing  Openings  to  Be  Protected. 

Landing  openings  in  a  fire  resistive  hoistway 
enclosure  shall  be  provided  with  fire  resistive 
doors,  panels  or  fronts  which  comply  with  Sec¬ 
tion  373  of  Article  18  of  Chapter  5  of  the  Code 
of  Ordinances,  and,  in  factory  buildings,  with 
Title  3,  Sections  261  and  270  of  the  Labor  Law. 

5.1.2.  Use  of  Non-Fire  Resistive  Hoistway  En¬ 
closures. 

5.1. 2.1.  Non-Fire  Resistive  Enclosures. 

Non-fire  resistive  hoistway  enclosures  shall  be 
permitted  only  for  dumbwaiters  the  travel  of 
which  does  not  exceed  one  story.  Where  non¬ 
fire  resistive  enclosures  are  permitted,  hoistways 
for  power  dumbwaiters  shall  be  enclosed  to  the 
full  height  of  the  hoistway  (except  on  the  sides 
used  for  loading  or  unloading). 

5.12.2.  Enclosure  of  Hoistway  Sides  Used 
for  Loading  and  Unloading. 

The  hoistways  of  power  dumbwaiters  shall  be 
enclosed  from  floor  to  ceiling  (except  for  the 
landing  opening). 

5.12.3.  Materials  for  Enclosures. 

Enclosures  shall  be  building  walls,  solid  or 
latticed  partitions,  of  incombustible  material, 
grillwork,  metal  grating,  expanded  metal  or  fire¬ 
proofed  wood.  Where  grillwork  is  used,  the 
wire  shall  be  at  least  0.0915  inches  in  diameter 
(Number  13  Steel  Wire  Gage)  and  the  maxi¬ 
mum  size  of  mesh  shall  be  2  inches.  Where  ex¬ 
panded  metal  is  used  its  minimum  thickness 
shall  be  0.094  inches  (Number  13  United  States 
Gage). 

The  maximum  spacing  between  vertical  bars 
shall  be  1  inch. 


5.12.4.  Netting  Required  on  Enclosures. 

When  either  of  the  following  conditions  ex¬ 
ists,  openings  in  the  enclosures  shall  be  covered 
with  a  netting  of  square  mesh  y2  inch  or  less 
in  size  made  of  wire  at  least  0.0348  inches  in 
diameter  (Number  20  Steel  Wire  Gage). 

1.  The  clearance  between  the  enclosure  and 
any  part  of  the  car,  counterweight  or  any 
sliding  landing  door  is  less  than  1  inch. 

2.  The  enclosure  is  grill  or  open  work  having 
openings  which  will  pass  a  y2  inch  diameter 
ball,  and  the  openings  in  the  enclosure  are 
less  than  6  feet  above  any  landing,  stair¬ 
way,  floor  or  platform. 

5.1.3.  Supports  and  Factors  of  Safety. 

5. 1.3.1.  Machine  Supports. 

Machinery  and  sheaves  shall  be  so  supported 
and  held  as  effectually  to  prevent  any  part  from 
becoming  displaced.  The  supporting  beams  shall 
be  of  steel  or  reinforced  concrete  (except  that 
where  the  travel  does  not  exceed  four  floors  or 
50  feet,  wood  beams  may  be  used).  Beams  are 
not  required  under  machinery  supported  on  in¬ 
dependent  foundations  or  on  the  floor  of  the 
machine  rooms,  if  such  foundation  or  floor  is 
properly  constructed  to  support  the  loads. 

5.1.32.  Loads  on  Supports. 

Loads  on  overhead  beams  and  their  supports 
shall  be  computed  as  follows : 

The  total  load  on  overhead  beams  shall  be 
assumed  as  equal  to  the  weight  of  all  appa¬ 
ratus  resting  on  the  beams  plus  twice  the 
maximum  load  suspended  from  the  beams. 

The  load  resting  on  the  beams  shall  include 
the  complete  weights  of  machine,  sheaves, 
controller  (if  used)  and  similar  equipment. 
The  load  suspended  from  the  beams  shall 
include  the  sum  of  the  tensions  of  all  cables 
suspended  from  the  beams. 

5.1 .3.3.  Factors  of  Safety. 

The  factor  of  safety  for  overhead  beams  and 
their  immediate  supporting  beams,  based  on  the 
ultimate  strength  of  the  material  which,  if  of 
steel,  shall  conform  to  the  standard  specifica¬ 
tions  of  the  American  Society  for  Testing  Ma¬ 
terials,  Designation  A  7-29,  the  loads  being  as¬ 
sumed  as  in  5.1.32,  Loads  on  Supports,  shall  be 


at  least  the  following: 

For  steel .  4 

For  reinforced  concrete .  7 

For  timber  . 9 


5.1.4.  Thoroughfares  Under  Dumbwaiters  and 
Their  Counterweights. 

Thoroughfares  under  hoistways  of  dumbwaiters  or 
their  counterweights  are  forbidden  unless  there  is  a 
structure  under  the  hoistway  sufficiently  strong  to  with¬ 
stand,  without  injury,  the  impact  of  the  car  with  contract 
load,  or  the  impact  of  the  counterweight,  when  either 
is  dropped  freely  in  its  guides  from  the  upper  limit  of 
overtravel ;  provided  that,  for  cars  or  counterweights 
equipped  with  governor  operated  safeties,  the  impact 
shall  be  computed  for  governor  tripping  speed. 

When  broken  rope  safeties  are  used,  the  impact  shall 
be  computed  for  a  free  drop  of  the  car  from  one-third 
of  its  travel. 

5.1.5.  Counterweight  Runway  Enclosures. 

Runways  for  counterweights  located  outside  of  the 
dumbwaiter  hoistway  shall  be  solidly  enclosed  through¬ 
out  their  height  (except  that  when  the  runway  is  located 
outside  of  the  structure  it  shall  be  enclosed  to  a  height 
of  at  least  7  feet  from  the  ground. 

5.1.6.  Cable  Enclosures. 

Where  cables  of  power  dumbwaiters  pass  through 
floors  outside  the  hoistway  enclosures,  such  cables  shall 
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be  guarded  to  a  height  of  at  least  6  feet  from  each  floor 
with  a  standard  power  transmission  guard.  Floor  open¬ 
ings  shall  be  not  greater  than  necessary  for  the  free 
passage  of  the  cables. 

5.2.  Landings. 

5.2.1.  Doors  at  Dumbwaiter  Landings. 

5.2.1.1.  Doors  Required  on  Dumbwaiter  Land¬ 
ing  Openings. 

Landing  openings  in  power  dumbwaiter  en¬ 
closures  and  in  fire  resistive  enclosures  for  hand 
power  dumbwaiters  shall  be  equipped  with  doors. 

5.2.1 .2.  Doors  at  Power  Dumbwaiter  Land- 
ings. 

Hoistway  doors  for  power  dumbwaiters  shall 
be  equipped  with  electric  contacts  and  locks 
which  will  prevent  the  operation  of  the  machine 
while  any  hoistway  door  is  open  and  prevent 
the  opening  of  the  door  unless  the  car  is  at  a 
landing. 

5.3.  Dumbwaiter  Construction. 

5.3.1.  Car  Construction. 

5.3.1 .1.  Strength  and  Stiffness. 

Dumbwaiter  cars  shall  be  of  such  strength 
and  stiffness  that  they  will  not  deform  appreci¬ 
ably  if  the  load  leans  or  falls  against  the  sides 
of  the  car. 

5.3.1 .2.  Materials  and  Construction. 

Cars  shall  be  made  of  wood,  fireproofed 
wood  or  metal,  reinforced  at  the  point  of  sus¬ 


pension.  . 

Metal  cars,  if  sectional,  shall  be  rigidly  riv¬ 
eted,  welded  or  bolted  together.  Cars  may  be 
provided  with  hinged,  removable  or  movable 
shelves  and,  also,  may  have  such  other  sec¬ 
tional  parts  as  are  desired. 

5.3.1 .3.  Allowable  Loads. 

Dumbwaiter  cars,  machines  and  suspension 
means  shall  at  least  be  capable  of  sustaining 
the  contract  load. 

Cars  having  a  platform  area  of  4  square  feet 
or  more  shall  be  capable  of  sustaining  the 
loads  given  in  the  following  table,  but  the  na¬ 
tive  power  may  be  insufficient  to  raise  the 

structural  capacity  load: 

Minimum  Allowable  Dumbwaiter  Capacities 
Corresponding  to  Effective  Platform  Area  _ 
Horizontal  Area  in  Structural  Capacity  in 

Square  Feet  Pounds 

4  100 

5  150 

6.25  300 

9  500 

5.3.1.4.  Information  Plate. 

A  metal  plate  bearing  the  name  of  the  manu¬ 
facturer  and  the  contract  load  shall  be  placed  in 
a  conspiciuous  place  in  the  dumbwaiter  car  and 
on  the  machine. 

5.3.2.  Dumbwaiter  Machines. 

5.3 .2.1.  Fastenings  and  Factors  of  Safety. 

Dumbwaiter  machines  shall  be  securely  fast¬ 
ened  to  their  supports.  The  factors  of  safety, 
based  upon  the  ultimate  strength  of  the  ma¬ 
terial,  and  the  contract  load  plus  the  weight  of 
the  car,  suspension  means,  counterweights,  and 
similar  apparatus  to  be  used  in  the  design  of 
dumbwaiter  machines  shall  be  at  least  six  for 
steel  and  nine  for  cast  iron  or  other  materials. 
The  use  of  set  screw  fastenings  in  place  of  keys 
or  pins  is  forbidden  (except  where  the  con¬ 
nection  is  not  subject  to  torque). 

5.3.2.2.  Suspension  of  Sheaves  or  Idlers. 

The  suspension  of  sheaves  or  idlers  in  cast 

iron  stirrups  from  the  under  side  of  the  sup¬ 
porting  beam  is  forbidden. 


5.3.3.  Guides. 

5.3.3.1.  Material  for  Guides. 

Guides  shall  be  of  wood  or  metal  (except 
that  metal  guides  shall  be  used  where  the  travel 
exceeds  four  floors  or  50  feet  and  in  structures 
over  150  feet  tall). 

5.3.3.2.  Fastenings  and  Joints  of  Guides. 

Guides  shall  be  rigidly  secured  to  the  hoist¬ 
way  and  the  joints  of  metal  guides  either 
tongued  and  grooved  or  doweled  and  fitted  with 
splice  plates.  Joints  in  wood  guides  shall  be 
tongued  and  grooved  or  doweled  and  screwed 
to  backing  pieces  or  brackets. 

One  set  of  guides  may  be  used  for  both  the 
car  and  the  counterweight. 

5.3.4.  Counterweights. 

Counterweights  for  hand  dumbwaiters  and  for  power 
dumbwaiters  with  a  contract  load  of  less  than  100  pounds 
and  a  contract  speed  of  less  than  100  feet  per  minute, 
if  sectional,  shall  be  carried  in  suitable  frames. 

Sections  of  counterweights  for  power  dumbwaiters 
having  a  capacity  exceeding  100  pounds  or  a  speed  ex¬ 
ceeding  100  feet  per  minute,  shall  be  secured  by  at  least 
two  tie-rods  passing  through  holes  in  all  sections,  unless 
suitable  counterweight  frames  or  boxes  are  provided. 
The  tie-rods  shall  have  lock  nuts  at  each  end.  The 
lock  nuts  shall  be  secured  by  cotter  pins. 

5.3.5.  Suspension  Means. 

5.3.5.1.  Required  Suspension  Means. 

Suspension  means  for  hand  dumbwaiters  may 
be  of  hemp. 

Suspension  means  for  power  dumbwaiters 
shall  be  of  metal  and  where  exposed  to  cor¬ 
rosion  shall  be  provided  with  a  suitable  pro¬ 
tective  covering.  Suspension  means  may  con¬ 
sist  of  a  single  member. 

5.3.5.2.  Factor  of  Safety. 

The  minimum  factor  of  safety  of  suspension 
pension  means  for  power  dumbwaiters  shall  be 
at  least  the  values  given  in  the  following  figure 
corresponding  to  the  contract  speed  of  the  car. 

The  minimum  factor  of  safety  pf  suspension 
means  for  hand  power  dumbwaiters  shall  be 
five. 

The  minimum  factor  of  safety  for  tapes  shall 
be  25  per  cent  greater  than  that  given  in  the 
following  figure : 
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Contract  Speed  (Feet  per  Minute) 
FIG.  7.  FACTOR  OF  SAFETY 


5.3.5.3.  Number  and  Size  of  and  Computed 
Load  on  Suspension  Means. 

The  number  and  size  of  the  suspension  means 
shall  be  determined  by  using  the  factor  of  safe- 
ay  found  in  5.3.52,  Factor  of  Safety,  and  the 
rated  ultimate  strength  of  the  suspension  means. 
The  computed  load  on  the  suspension  means 
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shall  be  the  sum  of  all  suspended  weights,  plus 
the  contract  load. 

5.3.5.4.  Lengthening  or  Repairing  of  Suspen¬ 
sion  Means  by  Splicing  Forbidden. 

Lengthening  or  repairing  the  car  or  counter¬ 
weight  suspension  means  of  dumbwaiters  by 
splicing  is  forbidden. 

5.3.5.5.  Securing  of  Winding  Drum  Ends  of 
Suspension  Means. 

The  winding  drum  ends  of  the  car  and  coun¬ 
terweight  suspension  means  shall  be  secured  by 
clamps  or  sockets  inside  the  winding  drum. 

Suspension  means  secured  to  a  winding  drum 
shall  have  at  least  one  turn  on  the  winding 
drum  when  the  car  or  counterweight  has 
reached  the  extreme  limit  of  its  overtravel. 

5.4.  Speed  Control  and  Safeties  for 
Power  Dumbwaiters. 

5.4.1.  Speed  and  Control. 

5.4.1 .1.  Maximum  Speed  for  Dumbwaiters 
Controlled  by  Hand  Ropes. 

The  maximum  permissible  speed  for  power 
dumbwaiters  controlled  by  hand  ropes  shall  be 
50  feet  per  minute. 

5.4. 1.2.  Guards  Required. 

Guards  which  will  keep  the  ropes  on  the 
sheaves  shall  be  installed  unless  means  are  used 
to  maintain  the  hand  ropes  in  proper  tension 
automatically. 

5.4.1 .3.  Brakes  Required. 

Power  dumbwaiters  (except  hydraulic  dumb¬ 
waiters)  shall  be  equipped  with  brakes  which 
are  automatically  applied  when  the  power  is  cut 
off  the  motor. 

5.4.2.  Slack  Cable  Devices  Required. 

Power  dumbwaiters  operated  by  winding  drum  ma¬ 
chines,  shall  be  provided  with  a  slack  cable  device  which 
will  cut  off  the  power  and  stop  the  machine  if  the  car 
is  obstructed  in  its  descent. 

5.4.3.  Terminal  Stops. 

Power  dumbwaiters  shall  be  provided  with  means, 
independent  of  manual  operation,  to  stop  the  car  auto¬ 
matically  at  each  terminal  within  the  limits  of  overtravel. 

RULE  6.  ESCALATORS 
6.1.  Escalator  Construction. 

6.1.1.  Angle  of  Inclination. 

The  maximum  angle  of  inclination  of  an  escalator 
shall  be  30  degrees  from  the  horizontal. 

6.1.2.  Width  of  Escalators. 

The  width  of  an  escalator  shall  be  measured  between 
the  balustrading  at  a  vertical  height  of  24  inches  above 
the  nose  line  of  the  treads. 

Escalators  shall  be  between  22  and  48  inches  wide. 
Escalators  wider  than  29  inches  shall  have  a  horizontal 
tread  formation. 

6.1.3.  Balustrading. 

6.1.3. 1.  Form  and  Changes  in  Width  of  Balus¬ 
trade. 

Escalators  shall  be  provided  on  each  side  with 
“solid  balustrading.”  On  the  escalator  side  the 
balustrading  shall  be  smooth,  without  depressed 
or  raised  paneling  or  molding.  Glass  panels  in 
balustrading  are  forbidden. 

Abrupt  changes  in  the  width  between  the 
balustrading  on  the  2  sides  of  the  escalator  are 
forbidden.  Should  any  change  in  the  width  be 
necessary,  the  maximum  change  shall  be  8  per 
cent  of  the  greatest  width. 

In  changing  from  the  greater  to  the  smaller 


width  the  maximum  change  in  the  direction  of 
the  balustrading  shall  be  15  degrees  from  the 
line  of  the  escalator  travel. 

6.1. 3.2.  Handrail  Required. 

Each  balustrading  shall  be  equipped  with  a 
handrail  moving  at  the  same  speed  and  in  the 
same  direction  as  the  travel  of  the  escalator. 

6.1.4.  Treads  and  Landings. 

Escalator  treads  and  landings  shall  be  of  material  af¬ 
fording  secure  foothold  such  as  wood  and  material  used 
for  safety  treads.”  If  the  landing  is  of  concrete,  it  shall 
have  edge  insertions  of  metal,  wood  or  other  material  to 
prevent  slipping. 

6.1.5.  Strength  of  Trusses  or  Girders. 

6. 1.5.1.  Factor  of  Safety. 

The  factor  of  safety  to  be  used  in  the  design 
of  escalator  trusses  or  girders  shall  be  at  least 
5,  based  on  the  static  loads. 

6.1 .5.2.  Design  of  Trusses  or  Girders. 

The  escalator  truss  or  girders  shall  be  so  de¬ 
signed  that  it  will  safely  retain  the  steps  and 
running  gear  in  case  of  failure  of  the  track  sys¬ 
tem  to  retain  the  running  gear  in  its  guides. 

6.1.6.  Track  Arrangement. 

The  track  arrangement  shall  be  designed  to  prevent 
the  displacement  of  the  treads  and  running  gear  if  the 
tread  chain  breaks. 

6.1.7.  Capacity  and  Loading. 

The  contract  load  on  an  escalator  24  inches  or  less  in 
width  shall  be  computed  by  the  following  formula : 
Contract  load  =  110  A 

The  contract  load  on  an  escalator  between  24  and  48 
inches  wide  shall  be  computed  by  the  following  formula  r 
Contract  load  =  4.6  W  A 

In  these  formulae  W  is  the  width  of  the  escalator  in 
inches  and  A  is  the  horizontal  projected  length  in  feet 
of  the  exposed  treads.  The  contract  load  shall  be  ex¬ 
pressed  in  pounds. 

6.2.  Safety  Requirements  for  Escalators. 

6.2.1.  Limits  of  Safety. 

The  maximum  permissible  speed  of  an  escalator  mea¬ 
sured  along  the  angle  of  inclination  shall  be  125  feet 
per  minute,  (except  that  if  the  line  of  entrance  and  exit 
is  not  in  the  vertical  plane  of  travel,  the  maximum  per¬ 
missible  speed  shall  be  100  feet  per  minute). 

6.2.2.  Application  of  Power. 

Escalators  shall  be  driven  by  individual  electric  motors. 
Two  or  more  escalators  placed  side  by  side  and  operated 
as  a  single  unit  may  be  driven  by  one  motor. 

Chains  shall  have  a  factor  of  safety  of  at  least  10 
(except  where  the  chain  is  composed  of  cast  steel  links 
thoroughly  annealed,  when  the  factor  of  safety  shall  be 
at  least  20). 

6.2.3.  Escalator  Safeties. 

6.2.3. 1.  Bnkps  Reciuired. 

Every  escalator  shall  be  provided  with  an 
electrically  released,  mechanically  applied  brake 
which  shall  stop  the  escalator  automatically 
when  the  power  is  interrupted  from  any  cause. 

6.2.3.2.  Emergency  Stop  Button  or  Switch. 

An  emergency  stop  button  or  other  type  of 
switch  accessible  to  the  public  shall  be  conspicu¬ 
ously  located  at  the  top  and  bottom  of  each 
escalator  landing. 

The  operation  of  either  one  of  these  buttons 
or  switches  shall  open  the  power  circuit,  apply 
the  brake  and  stop  the  escalator.  It  shall  be 
impossible  to  start  an  escalator  by  means  of 
these  buttons  or  switches. 

These  buttons  or  switches  shall  be  marked 
“ESCALATOR  STOP  BUTTON  OR  ESCA¬ 
LATOR  STOP  SWITCH.” 
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Where  starting  buttons  or  switches  are  ac¬ 
cessible  to  the  public  they  shall  be  either  of  the 
key-operated  type  or  they  shall  be  enclosed  in 
a  box  provided  with  a  lock  and  key. 

6.2.3.3.  Safety  Mechanisms  on  Ascending  and 
Reversible  Escalators. 

Escalators  operating  in  the  ascending  direc¬ 
tion  shall  be  equipped  with  a  safety  mechanism 
so  that  in  case  of  accidental  reversal  of  the 
escalator  the  power  shall  be  shut  off,  the  brake 
applied  and  the  escalator  stopped.  On  a  re¬ 
versible  escalator  this  safety  mechanism  shall 
be  arranged  to  be  inoperative  when  the  esca¬ 
lator  is  descending  and  operative  when  the  es¬ 
calator  is  ascending. 

6.2.3.4.  Escalator  Safety  Mechanism  Opera¬ 
tive. 

Escalators  shall  be  provided  with  a  safety 
mechanism  which  will  open  the  power  circuit, 
apply  the  brake  and  bring  the  escalator  to  a 
gradual  stop,  in  case  the  speed  exceeds  the  nor¬ 
mal  running  speed  by  40  per  cent. 

6.2.3.5.  Safety  Device  to  Operate  When  Tread 
Chains  Break. 

Escalators  shall  be  provided  with  a  safety  de¬ 
vice  to  open  the  power  circuit,  apply  the  ma¬ 
chine  brake,  and  bring  the  escalator  to  a  grad¬ 
ual  stop,  in  case  the  tread  chain  or  chains 
break. 

6.2.3.6.  Retention  of  Tension  Weights. 

Where  escalators  are  equipped  with  tighten¬ 
ing  devices  operating  by  means  of  tension 
weights,  provision  shall  be  made  to  retain  these 
weights  in  the  escalator  truss  in  case  the 
weights  should  fall. 

6.2.3.7.  Polyphase  Alternating  Current  Mo¬ 
tors. 

Each  escalator  operated  by  a  polyphase  alter¬ 
nating  current  motor  shall  be  provided  with  a 
device  which  will  prevent  starting  the  motor 
while 

(1)  The  phase  rotation  is  in  the  wrong  di¬ 
rection,  or 

(2)  There  is  a  failure  of  any  phase. 

6.2.4.  Machine  Room  Lights  and  Access. 

6.2.4.1.  Lighting  Required. 

Suitable  lights  which  can  be  lighted  without 
passing  over  or  reaching  over  any  part  of  the 
machinery  shall  be  provided  in  every  escalator 
machine  room. 

5.2.4.2.  Access  to  Interior  of  the  Escalator. 

Reasonable  access  to  the  interior  of  the  esca¬ 
lator  shall  be  provided  for  inspection  and  main¬ 
tenance. 

6.2.5.  Marking  of  Escalators. 

Each  escalator  shall  be  marked  by  the  manufacturer 
with  the  contract  load  and  speed  for  which  that  size  and 
type  has  been  tested  and  approved  in  accordance  with 
8.3,  Escalator  Tests.  Such  marking  shall  be  accepted  in 
lieu  of  actual  load  tests  made  on  each  escalator  in¬ 
stallation. 

6.2.6.  Tests  and  Approvals  of  Escalators. 

Before  an  escalator  of  any  contract  load  and  type  is 
put  in  service  as  an  escalator  of  the  same  load  and  type 
shall  have  been  tested  by  the  Commissioner  either  when 
installed  in  a  structure  or  in  the  manufacturer’s  shop 
with  contract  loads  on  the  basis  of  the  engineering  tests 
listed  in  8.3,  Escalator  Tests. 

Each  escalator  installation  shall  be  tested  in  the  field 
without  load  in  accordance  with  8.3,  Escalator  Tests. 


RULE  7.  INSPECTION,  MAINTE¬ 
NANCE  AND  OPERATION 
7.1.  Inspection  and  Maintenance. 

7.1.1.  Responsibility. 

7. 1.1.1.  Responsibility  of  Owner. 

The  owner  shall  be  responsible  for  the  safe 
operation  and  proper  maintenance  of  the  eleva¬ 
tor,  escalator  or  dumbwaiter  after  it  has  been 
put  in  service  and  has  been  approved  by  the 
Commissioner. 

7.1.1.2.  Responsibility  for  Inspection  and 
Maintenance. 

The  owner  or  his  duly  appointed  agent  shall 
cause  periodic  inspections  to  be  made  and  shall 
maintain  all  parts  of  the  elevator,  escalator  or 
dumbwaiter  installation  in  proper  working  or¬ 
der  in  accordance  with  these  rules. 

7.1.2.  Inspection. 

At  least  quarterly  hoistway  doors,  car  gates,  inter¬ 
locks,  contacts,  control  appartus,  controller,  automatic 
stop,  limit  stops,  car  and  counterweight  cables,  “safeties,” 
guide  rails,  buffers,  elevator  machines  and  the  lighting 
of  the  car  and  of  the  machine  room,  in  passenger  and 
freight  elevator  installations,  shall  be  thoroughly  in¬ 
spected  by  the  Commissioner. 

At  least  once  in  3  years,  plunger  shoes,  by-passes  and 
piston  rods  of  hydraulic  elevators  shall  be  exposed  and 
thoroughly  cleaned  by  the  owner  and  inspected  by  the 
Commissioner. 

At  least  once  in  3  years  pressure  and  discharge  tanks 
of  hydraulic  elevators  shall  be  thoroughly  cleaned  by 
the  owner  and  internationally  inspected  by  the  Com¬ 
missioner. 

Car  safeties  shall  be  periodically  inspected  to  deter¬ 
mine  the  condition  of  the  sliding  surfaces  and  the  work¬ 
ing  parts.  Tests  of  safeties  shall  be  made  at  least  once 
a  year.  Governor  controlled  safeties  shall  be  tested  at 
the  lowest  operating  speed  and  with  50  per  cent  of  the 
contract  load.  Broken  rope  instantaneous  type  safeties 
may  be  tested  without  load. 

7.1.3.  Maintenance. 

Cables,  guides  and  all  parts  of  machinery  shall  be  kept 
well  lubricated.  The  oil  in  bearings  and  gear  casings 
shall  be  renewed  every  6  months. 

Pressure  tanks  of  hydraulic  elevators  shall  be  tested  at 
least  once  every  3  years  with  hydrostatic  pressure  50 
per  cent  in  excess  of  the  maximum  working  pressure. 

7.1.4.  Care  of  Installation. 

Elevator  hoistways  and  pits  shall  be  kept  clean.  Ac¬ 
cumulation  of  rubbish  in  or  use  of  elevator  pits  for 
storage  is  forbidden. 

Material  not  a  permanent  part  of  the  elevator  equip¬ 
ment  shall  be  kept  off  the  top  or  cover  of  an  elevator 
car.  .  . 

Substitution  of  any  wire  or  current  carrying  device 
for  the  proper  fuse  or  circuit  breaker  in  an  elevator  cir¬ 
cuit  is  forbidden.  > 

Freight  elevators  shall  have  legible  signs  posted  in 
the  car  and  at  each  landing  prohibiting  unauthorized 
persons  from  riding  in  or  on  the  elevator  car. 

The  water  level  in  the  pressure  tank  of  a  hydraulic 
elevator  shall  be  maintained  at  2/3  of  the  capacity  of 
the  tank. 

7.2.  Qualifications  and  Duties  of  Oper¬ 
ators. 

7.2.1.  Qualifications  of  Operators. 

Operators  shall  be  at  least  18  years  of  age,  free  from 
serious  physical  or  mental  defects  and  selected  with  con¬ 
sideration  of  their  ability  to  perform  their  duties  in  a 
careful  and  competent  manner. 
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7.2.2.  Training  of  Operators. 

Sufficient  previous  experience  or  training  under  the 

direction  of  a  competent  instructor  shall  be  required  be¬ 
fore  a  new  operator  is  placed  in  charge  of  a  passenger 

elevator. 

7.2.3.  Instructions  to  Operators. 

Operators  shall  be  instructed: 

To  be  ;)sure  the  control  mechanism  is  in  the 
STOP”  position  before  closing  the  service  switch. 

2.  To  report  any  defects  promptly  to  the  person  in 
charge. 

3.  Not  to  make  any  repairs,  adjustments  or  replace¬ 
ments. 

4.  To  carry  no  passengers  or  freight  while  inspec¬ 
tions,  repairs  or  adjustments  are  in  progress  and 
to  operate  the  car  only  in  response  to  directions 
from  the  inspector  or  person  in  charge. 

To  move  the  car  when  anyone  is  in  the  pit  or  on 
top  of  the  car  only  as  they  may  direct. 

5.  Not  to  ride  in  the  elevator  nor  allow  others  to  ride 
while  a  safe  or  other  heavy  object  in  excess  of  the 
rated  capacity  of  the  elevator  is  being  carried. 

6.  That  the  use  of  any  hand  elevator  for  carrying 
safes  or  other  concentrated  loads  greater  than  the 
normal  rated  capacity  of  the  elevator  is  forbidden. 

7.  That  hoistway  doors  shall  always  be  locked  in  the 
closed  position  and  car  doors  or  gates  closed  be¬ 
fore  the  car  is  started. 

8.  To  keep  car  gates  or  doors,  if  any,  closed  while 
running,  and  where  no  car  gates  or  doors  are  pro¬ 
vided  to  keep  passengers  away  from  the  open  edge 
of  the  car  platform. 

9.  To  limit  the  number  of  passengers  to  the  rated 
capacity  of  the  car  and  to  prevent  crowding. 

10.  Not  to  reverse  the  control  suddenly,  but  to  stop 
before  reversing. 

11.  To  move  the  control  mechanism  to  the  “STOP” 
position  on  approaching  a  terminal  landing  with¬ 
out  waiting  for  the  terminal  stopping  device  to 
come  into  action. 

12.  To  move  the  control  mechanism  to  the  “STOP” 
position  and  start  the  car  in  the  usual  manner 
upon  return  of  the  power,  if  the  power  goes  off 
while  the  car  is  in  motion. 

13.  To  stay  on  the  car  if  the  car  refuses  to  stop  be¬ 
cause  the  car  will  be  stopped  by  the  application 
of  the  safeties  if  it  attains  excessive  speed  of  de¬ 
scent  or  by  the  automatic  terminal  stops  at  either 
end  of  the  hoistway. 

14.  To  call  for  the  person  in  charge  and  to  operate 
the  machine  only  at  his  direction  if  the  car  should 
stop  suddenly. 

15.  To  return  the  control  to  the  “STOP”  position  if 
the  car  fails  to  start.  To  remove  part  of  the  load 
and  try  the  controller  if  the  car  is  apparently  over¬ 
loaded.  If  the  car  fails,  to  return  the  controller  to 
the  “STOP”  position  and  to  notify  the  engineer  or 
other  qualified  person. 

16.  To  lock  the  hand-rope  on  hand-rope  controlled 
cars  before  allowing  freight  to  be  loaded  or  un¬ 
loaded. 

17.  To  familiarize  themselves  with  the  emergency  de¬ 
vices,  understand  their  function  and  know  how  to 
operate  them. 

18.  Never  to  leave  the  car  in  the  ordinary  course  of 
operation  nor  leave  the  control  mechanism  opera¬ 
tive,  unless  the  landing  door  is  closed  and  locked 
and  the  car  gate  or  door  is  closed. 

19.  Always  to  leave  a  hydraulic  elevator  operated  by 
a  lever  at  the  lower  landing  with  the  lever  in  the 
position  for  down  motion. 


7.3.  Carrying  of  Freight  or  Passengers 
on  Top  of  Elevator  Cars. 

The  carrying  of  freight  or  passengers  on  top  of  elevator 
cars  is  forbidden. 

RULE  8.  TESTS  AND 
APPROVALS 

8.1.  Tess  of  Interlocks. 

Hoistway-door  interlock  devices  shall  be  examined  with 
respect  to  their  proper  performance  of  the  prescribed  func¬ 
tions  at  temperatures  100  degrees  Fahrenheit  (56  degrees 
Centigrade)  above  or  below  the  temperature  at  which  the 
device  is  adjusted.  Where  the  functioning  of  any  such 
device  might  be  affected  by  a  change  of  temperature,  and 
coefficients  of  thermal  expansion  of  the  affected  parts  are 
known  or  measured,  the  effect  of  temperature  may  be  com¬ 
puted  and  tests  need  not  be  carried  out  at  more  than  one 
temperature. 

For  interlocks  employing  a  single  switch  operated  by 
wire  or  tape  to  protect  several  hoistway  doors,  the  switch 
shall  be  marked  with  the  physical  properties  of  the  wire 
or  tape  used,  and  the  certificate  of  approval  shall  cover 
the  allowable  maximum  length  of  tape  or  wire  of  a  given 
material  which  may  be  used  with  the  device. 

Where  the  coefficient  of  expansion  might  adversely  affect 
the  performance  of  the  interlock,  the  use  of  Invar  or  simi¬ 
lar  alloys  with  a  low  coefficient  of  expansion  is  recom¬ 
mended.  The  coefficient  of  expansion  of  Invar  is  approxi¬ 
mately  1/28  that  of  steel. 

Interlocks  shall  have  electrical  parts  connected  in  series 
in  a  circuit  in  which  2  amperes  is  flowing  from  a  source 
of  220  volts  direct  current.  During  the  tests  8.1.1,  Endur-  . 
once  Test;  8.1.3,  Tests  in  Moist  Atmosphere ;  and  8.1.4, 
Tests  Without  Lubrication,  the  electrical  circuit  shall  be 
closed,  but  shall  not  be  broken  at  the  contact  within  the 
device  on  each  cycle  of  operation. 

A  separate  device  shall  be  used  in  each  of  tests  8.1.1 > 
Endurance  Test;  8.1.3,  Tests  in  Moist  Atmosphere ;  and 
8.1.4,  Tests  Without  Lubrication . 

8.1.1.  Endurance  Test. 

The  interlock  device  with  initial  lubrication  and  ad¬ 
justment  only  shall  complete  100,000  cycles  of  operation 
without  failure  of  any  kind  and  without  evident  indica¬ 
tions  of  approaching  failure.  If  an  interlocking  device 
is  not  a  complete  and  separate  unit  for  each  hoistway 
door,  but  includes  any  part  which  is  common  to  the 
interlock  operation  of  more  than  one  hoistway  door,  that 
portion  of  the  device  shall  complete  400,000  additional 
cycles  of  operation  (or  a  total  of  500,000)  without  failure 
of  any  kind  and  without  evident  indication  of  approach¬ 
ing  failure. 

8.1.2.  Current  Interruption  Test. 

1,000  cycles  of  operation  shall  be  performed  by  the 
device  used  in  8.1.1,  Endurance  Test,  while  making  and 
breaking  the  circuit  at  the  contact  within  the  device  with 
a  resistance-loaded  circuit. 

8.1.3.  Tests  in  Moist  Atmosphere. 

Preliminary  to  this  test  the  device  is  to  be  given  a 
wearing-in  run  of  10,000  cycles  of  operation  fully  lubri¬ 
cated.  The  interlocking  device  (except  self-lubricating 
bearings  and  bearings  of  a  type  not  requiring  frequent 
replacement  of  lubricant)  shall  be  taken  apart  and  freed 
of  lubricant  by  washing  in  gasoline.  The  device  shall 
after  reassembling  be  subjected  continuously  in  a  closed 
hoistway  to  an  atmosphere  saturated  with  a  3 per  cent 
solution  of  sodium  chloride  for  72  consecutive  hours 
(being  operated  for  only  10  consecutive  cycles  at  the  end 
of  each  of  the  first  two  24-hour  periods)  and  allowed  to 
stand  exposed  to  the  air  for  an  additional  24  hours,  and 
shall  not  fail  in  a  manner  to  create  an  unsafe  condition. 
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After  having  been  lubricated  it  shall  then  without  adjust¬ 
ment  and  without  further  attention  complete  15,000  cycles 
of  operation  without  failure  of  any  kind. 

8.1.4.  Tests  Without  Lubrication. 

Preliminary  to  this  test  the  device  is  to  be  given  a 
wearing-in  run  of  10,000  cycles  of  operation  fully  lubri¬ 
cated  The  interlocking  device  shall  then  be  taken  apart 
and  all  bearings  (except  self-lubricating  bearings  and 
bearings  of  a  type  not  requiring  frequent  replenishment 
of  lubricant)  freed  of  lubricant  by  washing  in  gasoline, 
and  shall  after  reassembling  without  other  attention 
than  the  usual  initial  adjustment  (that  is,  without  ad¬ 
justment  especially  made  to  meet  the  conditions  of  this 
partciular  test)  and  without  further  attention,  complete 
25,000  cycles  of  operation  without  failure  of  any  kind 
or’  without  evident  indication  of  approaching  failure. 

8.1.5.  Misalignment  Test. 

The  device  shall  operate  successfully  when  the  car  has 
been  displaced  horizontally  from  its  normal  position;— 
that  is,  the  one  in  which  it  was  when  the  device  was 
installed, — successively  as  follows  : 

(1)  In  a  direction  perpendicular  to  the  edge  of  the 

landing  , 

Backward  %  inch 
Forward  %  inch 

(2)  In  a  direction  parallel  with  the  edge  of  the  land¬ 
ing 

To  the  right  %  inch 
To  the  left  %  inch 

For  horizontal  sliding  doors  the  device  shall  operate 
successfully, 

(3)  When  the  bottom  of  the  hoistway  door  has  been 
displaced  horizontally  from  its  normal  position  in 
a  direction  perpendicular  to  the  edge  of  the  land¬ 
ing 

Backward  %  inch 
Forward  %  inch 

(4)  When  the  top  of  the  hoistway  door  has  been  dis¬ 
placed  horizontally  from  its  normal  position  in  a 
direction  perpendicular  to  the  edge  of  the  landing 

Backward  inch 
Forward  %  inch 

8.1.6.  Insulation  Test. 

Insulation  of  electrical  parts  shall  be  tested  with  a  60 
cycle  effective  voltage  twice  the  rated  voltage  plus  1,000 
volts,  applied  for  one  minute. 

8.2.  Tests  of  Buffers. 

Each  type  and  size  of  oil  buffer  shall  be  subjected  to  the 
following  tests  as  described  below: 

1.  Retardation  Test. 

2.  Oil  Leakage  Test. 

3.  Churn'ng  Test. 

4.  Plunger-Return  Test. 

5.  Test  for  Lateral  Movement  of  Plunger. 

8.2.1.  Retardation  Test. 

The  buffer  shall  be  installed  upon  a  suitable  founda¬ 
tion  so  that  the  exis  of  the  cylinder  is  vertical.  It  shall 
be  filled  with  oil  provided  by  the  manufacturer. 

An  elevator  car  of  suitable  size  shall  be  dropped  from 
2  different  heights  as  specified  below,  freely  in  its  guides, 
upon  the  buffer.  The  method  shall  be  as  follows : 

The  travel  of  the  car  after  it  comes  in  contact  with 
the  plunger,  and  of  the  plunger  for  its  entire  stroke, 
shall  be  recorded  on  a  drum  chronograph.  The  error  in 
the  time  readings  of  the  chronograph  shall  not  exceed 
0.005  seconds.  The  peripheral  speed  of  the  drum  shall 
be  approximately  that  of  the  car  at  the  instant  of  im¬ 
pact.  Pressure-travel  or  pressure-time  records  shall  be 
taken  simultaneously. 


From  the  time-travel  curve  the  velocity  and  the  re¬ 
tardation  of  the  car  shall  be  computed,  and  plots  made 
of  the  car  travel,  car  velocity  and  car  retardations,  to¬ 
gether  with  the  pressure-time  curve.  Copies  of  each 
curve  shall  be  furnished  the  manufacturer. 

SCHEDULE  OF  DROPS  . 


Test  drop  in  inches  bottom  Total  load  in  pounds 
of  car  to  striker  or  top  of  (weight  of  car  plus  load- 
buffer.  ing). 


A  S  (the  effective  stroke  of  1.  Manufacturer’s  rated 
the  buffer  in  inches).  minimum. 

2.  Manufacturer’s  rated 

maximum. 

3.  110  per  cent  manufactur¬ 

er’s  rated  maximum. 


B  Buffer  stroke  under  1.  Manufacturer’s  rated 

24  inches . - . 51 S  minimum. 

24  inches  to  30  2.  Manufacturers  rated 

inches  _ _ _  .56S  maximum. 

Exceeding  30  inches  .64S  3.  110  per  cent  manufactur- 

er’s  rated  maximum. 


No  acceleration  peak  having  a  duration  greater  than 
1/25  second  shall  exceed  2}4  times  gravity  (80*4  feet  per 
second  per  second)  for  tests  A-l  and  A-2  and  B-l  and 
B-2.  Results  of  A-3  and  B-3  shall  be  recorded  for  the 
purpose  of  examination  to  detect  any  abnormal  per¬ 
formance.  Upon  completion  of  tests  no  part  of  the 
buffer  shall  show  any  deformation  or  injury. 

8.2.2.  Oil  Leakage  Test. 

The  oil  leakage  test  shall  be  made  simultaneously  with 
the  retardation  tests.  The  oil  level  in  the  buffer  when 
filled  prior  to  test  shall  be  carefully  marked.  At  the 
completion  of  the  6  drops  (3  different  loads  at  each  ot 
2  speeds),  the  buffer  shall  be  allowed  to  stand  one-half 
hour  to  permit  the  return  of  the  oil  to  the  reservoir  and 
to  permit  the  escape  of  any  entrained  air  after  which 
the  oil  level  shall  again:  be  measured.  The  oil  level 
at  the  completion  of  these  tests  should  be  unchanged, 
and  shall  in  any  case  be  less  than  1/16  inch  lower  than 
the  level  at  the  start  of  the  test  for  each  foot  of  buffer 
stroke. 

8.2.3.  Churning  Test. 

In  the  churning  test  the  time  of  the  buffer  stroke  after 
the  car  has  dropped  a  distance  equivalent  to  the  stroke 
of  the  buffer  shall  be  determined  either  from  the  chrono¬ 
graph  record  or  by  means  of  an  automatic  timer.  Any 
automatic  timing  device  shall  be  accurate,  having  the 
minimum  possible  lag,  and  be  capable  of  being  read  to 
0.01  seconds. 

The  car  shall  then  be  run  on  to  the  buffer  with  cables 
attached  at  approximately  one-half  the  velocity  used  in 
retardation  test  B  at  intervals  of  one  minute  until  1U 
such  strokes  have  been  made.  The  oil  shall  then  be  ex- 
amined  for  form.  No  oil  foam  shall  appear  on  the  out- 
side  of  the  buffer  following  this  test.  Upon  completion 
of  the  10  strokes  at  one-half  speed  another  free-fall 
equivalent  to  the  buffer  stroke  shall  be  made  immedi¬ 
ately  and  the  time  of  the  stroke  taken.  The  time  of  this 
second  free-fall  test  shall  be  at  least  75  per  cent  of  that 
of  the  drop  test  made  prior  to  the  churning. 

8.2.4.  Plunger-Return  Test. 

In  the  buffer  test  the  buffer  shall  not  stick  on  the  re¬ 
turn  stroke  after  removal  of  the  load.  In  case  of  stick¬ 
ing  the  manufacturer  shall  submit  either  a  duplicate 


278 


'i' 


RULES 


buffer  or  a  new  pressure  cylinder  and  piston  upon  which 
equipment  a.  second  test  shall  be  run.  If  sticking  again 
results,  the  buffer  shall  be  rejected. 

8.2.5.  Test  for  Lateral  Movement  of  the 
Plunger. 

With  the  buffer  casing  clamped  or  otherwise  securely 
fastened  to  a  firm  base  the  lateral  movement  of  the  top 
of  the  plunger  shall  be  accurately  measured,  the  plunger 
head  being  moved  from  its  extreme  right  to  the  extreme 
left  m  a  vertical  plane.  This  total  movement  shall  be 
divided  by  2  to  determine  the  movement  from  the  ver¬ 
tical  position.  The  maximum  permissible  movement 
from  the  vertical  shall  be  1/16  inch  per  foot  of  buffer 
stroke. 


8.3.  Escalator  Tests. 


Each  size  and  type  of  escalator  shall  be  subjected  to  the 
following  tests  with  contract  load : 


8.3.1.  Speed  Tests. 

The  application  of  the  overspeed  safety  device  shall 
be  obtained  by  causing  the  escalator  to  travel  at  the 


governor  tripping  speed  as  specified  in  6.2.3 A,  Escalator 
Safety  Mechanism  Operative.  With  escalators  driven  by 
alternating  current  motors  the  governor  may  be  tripped 
by  hand  with  the  escalator  traveling  at  its  normal  rate 
of  speed. 


8.3.2.  Reversal  Tests. 

The  application  of  the  reversal  safety  device  required 
by  6.23.3,  Safety  Mechanisms  on  Ascending  and  Re¬ 
versible  Escalators,  shall  be  made  by  releasing  the  ma¬ 
chine  brake  and  operating  the  escalator  by  hand  in  the 
reverse  direction. 

8.3.3.  Broken  Chain  Tests. 

The,  application  of  the  broken  chain  safety  device  re¬ 
quired  by  6. 2. 3.3,  Safety  Mechanisms  on  Ascending  and 
Reversible  Escalators,  shall  be  obtained  by  operating  the 
safety  by  hand. 

8.3.4.  Miscellaneous  Safety  Devices. 

Tests  of  the  machine  brake  and  emergency  stop  but¬ 
tons  or  switches  shall  be  made  to  determine  whether 
they  function  properly. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of  the 
Tenement  House  Department  on  Fire  Retarding,  Fire  Es- 
c-Pes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at  the 
Distribution  Division  of  the  City  Record  Office,  Room  2213 
Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 


APPROVED  APPLIANCES 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No-  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set. .  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex '  Piston 

Pattern  Pump  .  372-21-SA 

rf  tUI?,  5°^V  ‘A .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  . .  590-21-SA 

Dean  Bros  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump....!  458-27-SA 

Deming  Fuel  Oil  Pump .  298-3 1-S A 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

rSS  p\nd  %ar£  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Coulds  Triplex  Plunger .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Kie;«TgT7G,en-,Pomp .  1264-25-SA 

fvraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


FUEL  OIL  PUMPS 

Approved  by  the  Board  of  Standards  and  Appeals 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump . !  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24- SA 

Pascoe  Pump  Set .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump . !  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

duimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc- 

tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Kotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

VikinS  .  438-21-SA 

Warren  Oil  Pump  .  1 169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oi\  Pump,  Type  A . 23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 


279 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  Gty. 

298-35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  Gty. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  Gty. 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA — Kennedy  2^ -inch  Hose  Outlet  Valve,  Type 
“A". 

359-30- SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32- S A — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3x3x6m. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

77-34-SA— Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-SA— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA — Progressive  Press  Machine  Oil  Burner. 
301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-S A— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA— N.  Y.  B.  F.  4",  5*  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
58-35-SA— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 

522,  for  Domestic  Oil  Burners. 

97-35-SA— Roper  Rotary  Pump  for  Fuel  Oil. 
113-35-SA— Ryan  Marvel  Oil  Burner,  Model  M. 


123-35 

135-35- 

156-35- 

158- 35 

159- 35- 
163-35- 


171-35- 

175-35- 

189-35- 

208-35- 

216- 35- 

217- 35 
226-35 

229-35 

238-35 

248- 35 

249- 35 

263-35 

265- 35 

266- 35- 

269-35 

274-35 

313-35 

329-35 


343-35 

352-35 

11-36 


15-36- 


21-36 

24-36 


SA — National  Airoil  Safety  Tank  Filling  Valve. 

SA — Loyalty  Conversion  Hot  Water  Heater. 

SA — Gillespie  Elevator  Shaft  Door  Switch. 

SA — Easyway  Space  Heater,  Models  CRL19, 
CRN17,  CSP27,  and  CSP19. 

SA — Easyway  Water  Heater,  Models  H.W.1  and 
H.W.2. 

SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

SA — National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

■SA— Oceco  Rotary  Pump  for  Petroleum  Products. 

.SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

-SA — Brigham  Oil  Burner. 

-SA— Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

-SA— Hardinge  Gun  Type  Oil  Burner,  Model  25. 

-SA— Garfire  Gun  (Fire  Extinguisher). 

-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

-SA — Acme  High  and  Low  Water  Alarm  Tank 
Switch. 

-SA — Ker-Oil  Automatic  Water  Heater. 

-SA— French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

SA— Kerogas  Bowl  Type  Oil  Space  Heater,  Models 
300,  305,  310,  315  and  320. 

SA— Kamy  Oil  Burner. 

SA— Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 

SA— Peoples  Silent  Oil  Burner,  Models  O  and  G. 

•SA — Baker  Perkins  Atomizing  Type  Mechanical 
Draft  Oil  Burner,  Type  C  and  CD  Con¬ 
trols. 

SA— Pacific  Oil  Burner. 

-SA— Todd  Fuel  Oil  Fill  Pipe  Terminal 

-SA — Hipoint  Oil  Burner,  Models  A-2,  B-2  and 
C-2. 

SA— Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

SA — Herco  Oil  Burner,  Models  R-15  and  R-35. 

SA— Weco  Multi  Oil  Burner,  Low  Pressure  Type. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

n.-wd  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name.. 


Street 


P.  O.. 


My  Subscription  is  to  begin  with  the  issue  for. 


1936. 
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Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  March  3,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  319-35-BZ,  341-35-BZ,  360- 
35-BZ,  19-36-BZ  and  9-36-BZ. 

Minutes  of  Regular  Meeting,  March  3,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  695-29-BZ,  335-34-BZ,  533- 
28-BZ,  1-36-A,  12-36-A  and  22-36-A. 

Approved  Fireline  Hose  Valves. 

Approved  Fuel  Oil  Fill  Pipe  Terminals. 

Oil  Burner  Rules. 

Approved  Burners  for  Domestic  and  Commercial  Use. 
Approved  Fuel  Oil  Pumps. 

Approved  Burners  for  Industrial  Use. 

Approved  Range  Oil  Burners  and  Space  Heaters. 

Concrete  Flat  Slab  Rules. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  March  9,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  March  16,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  March  4,  1936 
Cal.  No.  Department  Premises  Affected 

44-36-BZ . D.B.M . Southeast  corner  of  20th 

street  and  4th  avenue  (Block 
875,  Lots  78-79),  Borough  of 
Manhattan, 

Parking  Space  Applic.  9-36. 


45-36-BZ . D.B.B . 1992-2016  Eastern  parkway 

,  sl.  ext.  and  1924-1938  Broadway, 

southwest  corner  (Block  1540, 
Lot  70),  Borough  of  Brook¬ 
lyn, 

Applic.  8049-35. 


46-36-A . D.B.M . 565  Fifth  avenue  and  9  East 

46th  street,  northeast  corner 
(Block  1282,  Lot  1),  Borough 
of  Manhattan, 

26698-F. 


Hatchway  Protection  ...... . June 

Oil  Burner  Rules.., . Mar. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . . . . .Nov. 

Platform  Trucks,  Specifications  for. Jan. 

Plumbing  Rules  . . Feb. 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  CkOJan. 
Smoking  in  Factories,  Rules  for.... July 

Sprinkler  Rules  . .....Feb. 

Standpipe  Fircline  Rules . . . Feb. 

Structural  Alterations,  Reporting. .  .June 

Tank  Trucks,  Gasoline,  etc . Jan. 

Wire  Glass  Rules  (Amendment  to 
Rule  SOS  of  Industrial  Code).. Apr. 


5.  1928— Vol.  13,  No.  23 

10,  1936— Vol.  21,  No.  10 


27,  1934— Vol. 

28,  1936— Vol. 
11,  1936— Vol. 
25,  1936— Vol. 
28,  1936— Vol. 

9,  1935— Vol. 
25,  1936— Vol. 
18,  1936 — Vol. 
7,  1932— Vol. 
7,  1936— Vol. 


19,  No.  4* 
21,  No.  4 
21,  No.  6 
21,  No.  8 
21.  No.  4 

20,  No.  21 

21,  No.  8 
21,  No.  7 
17,  No.  23 
21.  No.  I 


10,  1923— Vol.  8.  No.  IS 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . ......Mar. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . . .....Mar. 

Fuel  Oil  Fill  Pipe  Terminals . Mar. 

Fuel  Oil  Burners  for  Industrial  Use.Mar. 

Fuel  Oil  Pumps . Mar. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Mar. 


5,  1935— Vol.  20,  No.  10 

10,  1936— Vol.  21,  No.  10 

10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 

26,  1935— VoL  20,  No.  48 

10,  1936— Vol.  21,  No.  10 


47-36-S . H.D.. . 168  Wilson  avenue  (Block 

3234,  Lot  31),  Borough  of 
Brooklyn, 

Decisions. 


48-36-A . D.B.B . 1701-1703  Sheepshead  Bay 

road  and  1708-1718  Voorhies 
i'-  avenue,  southeast  corner 

(Block  7492,  Lot  104),  Bor¬ 
ough  of  Brooklyn, 

Applic.  2072-36. 


Restored  to  Calendar 

695-29-BZ . D.B.Bx. .....  Southwest  corner  of  Wilkin¬ 

son  avenue  and  Westchester 
avenue  (Block  4235,  Lots  36 
and  38),  Borough  of  The 
Bronx, 

J  N.B.  2283-28. 


CODE 

D.B . . . . . . . . . Department  of  Buildings 

ELD . .  . . Health  Department 

D.B.B.. . Department  of  Buildings,  Brooklyn 

DJB.M. . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forma  . Aug. 

Concrete  Flat  Slabs,  Rule#. ....... .Mar. 

Concrete  Rule#  (Hydrated  Lime)... Feb. 

Elevator  rulea  . .....Mar. 

Exit  Rules  (Revolving  Doors) ....  .Jan. 

Factory  Exit  Rules.. . ....Time 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Oct. 

Fire  Retarding  Rules  for  Garages, 

etc . Feb. 

Fireproof  Wood,  Testipg  of. ...... .Apr. 

Frame  Garages,  Ruling  for. ...... .Jan. 

Gas  Shut-Off  Rules., . . Apr. 


2,  1932— Vol.  17,  No.  31 

10,  1936— Vol.  21,  No.  10 

11,  1936— Vol.  21,  No.  6 

3,  1936— Vol.  21,  No.  9 

1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 

28,  1935— Vol.  20,  No.  22 

29,  1935— Vol.  20,  No.  44 

18,  1936— Vol.  21,  No.  7 
9,  1935— Vol.  20,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  February  27,  1936,  Messrs.  Samuels  &  Samuels,  attorneys, 
served  on  Board  petition  and  order  of  certiorari  for  Adeline  Zaga- 
rino,  owner,  in  re  decision  of  January  14,  1936,  denying  gasoline 
station  in  business  district,  under  section  21,  at  premises  ^TWnYith 
Wyck  boulevard,  northwest  corner  101st  avenue,  Dunton,  Borough 
of  Queens.  Cal.  No.  22-29-BZ. 

^  * C 

On  February  27,  1936,  Mr.  Louis  Schlefer,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Minnie  Streit,  owner,  and 
The  Waldman  Auto  Co.,  Inc.,  lessee,  in  re  decision  of  January  21, 
1936,  denying  gasoline  station  in  business  district,  under  section  21, 
at  premises  1551-5  Coney  Island  avenue,  Borough  of  Brooklyn.  Cal. 
No.  26-32-BZ. 

*  *  * 

On  February  29,  1936,  Messrs.  Kadel,  Van  Kirk  &  Trencher,  at¬ 
torneys,  served  on  Board  petition  and  order  of  certiorari  for  Socony- 
Vacuum  Oil  Co.,  Inc.,  objecting  property  owner,  in  re  decision  of 
Tanuary  28,  1936,  granting  alteration  of  existing  building,  to  create 
a  gasoline  station  from  portion  of  premises,  in  a  business  district, 
under  section  7-a,  at  premises  300-318  Cathedral  parkway ,  486-489 
Central  Park  West  and  1-11  West  109th  street,  Borough  of  Manhat¬ 
tan.  Cal.  No.  254-35-BZ. 

*  *  * 

On  February  29,  1936,  Mr.  Emanuel  J.  Freiberg,  attorney,  served 
on  Board  petition  and  order  of  certiorari  for  Jerome  bobel  Kealty 
Co.,  Inc.,  et  al,  objecting  property  owners,  in  re  decision  of  January 
28  1936,  granting  alteration  of  existing  building,  to  create  a  gasoline 
station  from  portion  of  premises,  in  a  business  district,  under  section 
7a,  at  premises  300-318  Cathedral  parkway,  486-489  Central  Park 
West  and  1-11  West  109th  street,  Borough  of  Manhattan.  Cal.  No. 
254-35-BZ. 


COURT  DECISIONS 


In  re  Siegel  (Murdock  et  al.)— On  June  4,  1935,  Board  denied 
alteration  and  change  of  occupancy  of  part  of  two 
apartment  houses  for  business  use,  in  residence  district, 
under  section  21;  Cal.  No.  83-35-BZ;  premises  204-206 
West  88th  street.  Borough  of  Manhattan.  Mr.  Justice 
Valente  sustained  Board  (N.  Y.  L.  J.,  February  28, 


Rosenbush  v.  Keller — Plans  for  a  gasoline  station  in  an  unrestricted 
district  were  approved  October,  1934.  The  district  was 
changed  to  a  business  use  district  in  December,  1934. 
On  August  5,  1935,  in  error,  a  permit  for  the  gasoline 
station  was  issued,  a  gasoline  station  being  a  prohibited 
use  in  the  changed  zone.  On  discovery  of  the  error,  the 
building  commissioner  revoked  the  permit  after  the 
construction  of  the  gasoline  station  was  substantially 
under  way.  Justice  Faber  issued  a  peremptory  order  of 
mandamus,  on  the  ground  that  the  petitioner  had  ac¬ 
quired  a  vested  right  of  which  the  commissioner  had  no 
power  to  deprive  her  (N.  Y.  L.  J.,  January  2,  1936). 
The  Appellate  Division  reversed  the  mandamus  order  on 
the  law  and  the  facts,  holding  that  request  for  permit 
on  the  approved  plans  was  implicit  with  the  false  repre¬ 
sentation  that  the  area  still  continued  as  it  was  at  the 
time  the  plans  were  approved;  that  the  issuance  of  a 
permit  could  not  nullify  statutory  zoning  provisions  (of 
which  petitioner  had  constructive  if  not  actual  knowl¬ 
edge)  and  vested  rights  could  not  be  acquired  in  reliance 
on  an  illegal  permit  (N.  Y.  L.  J.,  February  24,  1936). 
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Dickel  Construction  Co.  v.  Murdock — On  November  13,  1935,  the 
Board  denied  gasoline  station,  in  business  district,  under 
section  21;  Cal.  No.  84-35-BZ;  premises  77-04  to  77-12 
Jamaica  avenue,  Woodhaven,  Borough  of  Queens.  Jus¬ 
tice  Lockwood  sustained  Board  (N.  Y.  L.  J.,  March  3, 

1936). 

*  *  * 

Assets  Control  Co.,  Inc.,  v.  Murdock— On  November  13,  1935,  the 
Board  denied  gasoline  station,  in  business  district,  under 
section  21;  Cal.  No.  154-3S-BZ;  premises  219-34  Hillside 
avenue  and  88-07  Springfield  boulevard,  Queens  Village, 
Borough  of  Queens.  Justice  Lockwood  sustained  Board  t-AL. 
(N.  Y.  L.  J.,  March  3,  1936). 

*  *  * 

In  re  Gronback  (Murdock  et  al.)— On  September  25,  1935,  the  Board 
denied  gasoline  station,  in  business  district,  under  sec¬ 
tion  21;  Cal.  No.  124-35-BZ;  premises  242-11  to  242-19 
Jamaica  avenue,  northwest  corner  243rd  street,  Queens 
Village,  Borough  of  Queens.  Justice  Furman  sustained 
Board  (N.  Y.  L.  J.,  March  3,  1936). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  9,  1936,  AT  2  P.  M. 


business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  28-10  Cross  Island 
boulevard  and  28-09  171st  street,  south¬ 
west  corner  (Block  No.  4932,  Lot  No 
6),  Flushing,  Borough  of  Queens. 

no.  315-35-BZ— Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Triboro  Homes, 
Inc.,  owner,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
90-02  Astoria  boulevard,  southeast  cor¬ 
ner  of  90th  street  (Block  No.  1364, 
Lot  No.  68),  East  Elmhurst,  Borough 
of  Queens. 


Building  Zone  Cases 

122-31-BZ. 

APPLICANT — Samuels  &  Samuels,  for  Andrew  N. 
Miller,  owner. 

PREMISES — 141-09  Lincoln  avenue,  northwest  corner  of 
142nd  street  (Block  No.  1122,  Lot  No.  134),  South 
Jamaica,  Borough  of  Queens. 

AP PLICATION,  under  section  7f  of  the  building  zone 
resolution  (reopened  October  1,  1935), 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
gasoline  service  station  for  a  further  temporary 
period  of  two  (2)  years. 

245-35-BZ. 

APPLICANT — C.  Cantore,  owner. 

PREMISES — 36-18  30th  street,  west  side,  164.17  ft.  south 
of  Washington  avenue  (Block  No.  342,  Lot  No. 
31),  Astoria,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  and 
extension  of  an  existing  store. 

126-35-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Sidney  Hoi- 
laender,  owner. 

PREMISES — 182-01  to  182-09  Hillside  avenue  and  87-23 
to  87-31  182nd  street,  northeast  corner  (Block  No. 
996,  Lot  No.  1),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar 
October  22,  1935), 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  dismissed  for  lack  of  prosecution). 


MARCH  10,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
10,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  303-35-BZ — Application,  October  31,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Montour  Holding 
Corporation,  owner,  to  permit  in  a 


CAL.  NO.  225-35-BZ— Application,  August  22,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  C.  Winters,  applicant, 
on  behalf  of  Emco  Estates,  Inc.,  own¬ 
er,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing 
garage  for  five  (5)  motor  vehicles  to 
a  carpet  cleaning  establishment ;  prem¬ 
ises  2777  (2779  displayed)  Fulton 

street,  north  side,  75  ft.  west  of  Van 
Siclen  avenue  (Block  No.  3932,  Lot 
No.  52),  Borough  of  Brooklyn. 

cal.  no.  281-35-BZ— Application,  October  11,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Abraham  Wilson,  applicant, 
substituted  for  Michael  Glick,  on  be¬ 
half  of  Nosmarba  Realties,  Inc., 
owner,  to  permit  in  a  residence  dis¬ 
trict  the  alteration  and  change  of  oc¬ 
cupancy  of  part  of  a  multiple  dwelling 
to  business  use  (stores)  ;  premises 
2295  Grand  Concourse,  southwest  cor¬ 
ner  of  East  183rd  street  (Block  No. 
3163,  Lot  No.  22),  Borough  of  The 
Bronx. 


CAL.  NO.  300-35-BZ— Application,  October  30,  1935,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  William  Richter,  appli¬ 
cant,  an  behalf  of  Arthill  Realty  Cor¬ 
poration,  owner,  to  permit  in  a  business 
district  the  extension  of  an  existing 
gasoline  service  station ;  premise?  2664- 
2694  Ocean  parkway,  west  side,  15  ft. 
south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of 
Brooklyn. 

cal.  no.  6-36-BZ — Application,  January  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  M.  J.  Cafiero,  applicant,  on 
behalf  of  Frank  Ernst,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  motor  vehicle 
repair  shop  and  also,  a  gasoline  service 
station;  premises  5001-5011  Farragut 
road  and  1429-1435  Utica  avenue, 
northeast  corner  (Block  No.  4785,  Lot 
Nos.  46  and  48),  Borough  of  Brooklyn. 

cal.  no.  270-35-BZ— Application,  October  3,  1935,  under 
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sections  7h  and  21  of  the  building  zone 
resolution,  of  Henry  Nordheim,  appli¬ 
cant,  on  behalf  of  Herman  Stursberg 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  maintenance  of  a 
parking  space  for  more  than  five  ('5) 
motor  vehicles ;  premises  337-349 
Brook  avenue  and  493-497  East  141st 
street,  northwest  corner  (Block  No. 
2286,  Lot  No.  65),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  10,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

1-36-A— 1404-1414  East  New  York  avenue,  south  side,  be¬ 
tween  Amboy  and  Herzl  streets  (Block  No. 
3495,  Lot  Nos.  12  and  16),  Borough  of 
Brooklyn. 

40-36-A— West  side  of  82nd  street,  179  ft.  4  in.  north  of 
37th  avenue  (Block  No.  1281,  Lot  No.  25), 
Jackson  Heights,  Borough  of  Queens. 

48-36- A— 1701-1703  Sheepshead  Bay  road  and  1708-1718 
Voorhies  avenue,  southeast  comer  (Block  No. 
7492,  Lot  No.  104),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
10,  1936,  at  2  o’clock,  in  Room  1013,  Municipal1  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  510-27-BZ — Application  of  Edwin  H.  Snacken- 
berg,  applicant,  on  behalf  of  Stony 
Road  Corporation,  present  owner,  re¬ 
opened  February  18,  1936,  for  consider¬ 
ation  of  an  amendment  to  the  resolu¬ 
tion  of  July  17,  1928— re  Application, 
granted  on  condition,  under  sections 
7g  and  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station;  premises 
southwest  corner  of  Cypress  Hills 
road  and  Cooper  avenue  (Block  No. 
2882,  part  of  Lot  No.  8),  Ridgewood, 
Borough  of  Queens. 

«al.  NO.  362-35-BZ — Application,  December  28,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  &  Siegel,  ap¬ 
plicants,  on  behalf  of  Dominick  Salvato 
Co.,  Inc.,  owners,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  multiple  dwelling  with  busi¬ 
ness  use  (stores)  on  the  first  story; 
premises  2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  south¬ 
west  corner  (Block  No.  3161,  Lot  Nos. 
18  to  23  inclusive),  Borough  of  The 
Bronx. 

cal.  no.  319-35-BZ — Application,  November  7,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  O’Leary,  applicant, 
on  behalf  of  Annie  Herzfeld  and 


Lillian  Klinghoffer,  owners,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  ave¬ 
nue  (Block  No.  4686,  Lot  No.  6), 
Borough  of  Brooklyn. 


cal.  no.  341-35-BZ — Application,  November  29,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Goodman,  applicant,  on 
behalf  of  Department  of  Water  Supply, 
Gas  and  Electricity,  City  of  New  York, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  and  repair  shop  and  also,  stor¬ 
age  yard ;  premises  northwest  corner  of 
Cornish  avenue  and  Poyer  street 
(Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 

cal.  no.  360-35-BZ — Application,  December  23,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie 
Spinelly,  owners,  to  permit  in  a  busi¬ 
ness  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station  and  also 
the  inclusion  of  a  brake  testing  room; 
premises  2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend 
Neck  road  (Block  No.  7371,  Lot  Nos. 
68  and  70),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  16,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

290-35-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Rieka  Bender, 
owner. 

PREMISES — 32-34  Herbert  street  and  489-497  Humboldt 
street,  southwest  corner  (Block  No.  2830,  Lot  Nos. 
15,  16  and  17),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

328-35-BZ. 

APPLICANT — Cadwalader,  Wickersham  and  Taft,  for 
Margaret  C.  S.  Carroll  and  Francis  Smyth,  own- 
ers. 

PREMISES — 922  Westchester  avenue  and  918  Rogers 
place,  southeast  corner  and  909-923  East  163rd 
street  (Block  No.  2697,  Lot  No.  35),  Borough  of 
The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  parking  and  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 


MARCH  17,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
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of  the  building  zone  resolution,  Tuesday  morning,  March 
17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  31-33-BZ — Application  of  John  J.  M.  O’Shea, 
applicant,  on  behalf  of  Denis  P.  Healy, 
owner,  reopened  June  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station — previously 
granted  by  the  board  for  a  temporary 
period  of  two  (2)  years  (temporary 
permit  has  expired  and  station  has 
not  been  erected)  ;  premises  610-622 
Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot 
Nos.  40  and  43),  Borough  of  Brooklyn. 

cal.  no.  18-36-BZ — Application,  January  30,  1936,  under 
sections  7c,  7e  and  21  of  the  building 
zone  resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal ;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 

cal  no.  242-35-BZ — Application,  September  13,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  James  J.  Skehan  and 
Anna  Skehan,  applicants  and  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  1620  Castle 
Hill  avenue,  southeast  corner  of 
Glover  street  (Block  No.  3989,  Lot 
Nos.  10  and  11),  Borough  of  The 
Bronx. 


cal.  no.  338-35-BZ — Application,  November  26,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jr., 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

cal.  no.  353-35-BZ — Application,  December  14,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  W.  Rappold, 
applicant,  on  behalf  of  Reinhold  A. 
Skelton,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5) 


motor  vehicles;  premises  86-08  Broad¬ 
way,  west  side,  62  ft.  south  of  51st 
avenue  (Maurice  avenue)  ;  (Block  No. 
1549,  Lot  No.  12),  Elmhurst,  Borough 
of  Queens. 

cal  no.  19-36-BZ — Application,  January  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S.  J.  Reckford, 
et  al.,  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  comer  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  23,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

336-35-BZ. 

APPLICANT — Stein  and  Wiener,  substituted  for  Abra¬ 
ham  M.  Schwartz,  for  Sarah  Gordon,  owner. 

PREMISES — 3312  Boston  road,  east  side,  208.15  ft.  north 
of  Gun  Hill  road  (Block  No.  4732,  Lot  No.  12), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 

604-31-BZ. 

APPLICANT — Glynn,  Smith  and  Narins,  for  Four  Nas¬ 
sau  Realty  Corporation,  owner. 

PREMISES — Northwest  comer  of  Main  street  and  Nas¬ 
sau  boulevard  (Block  No.  6382,  Lot  No.  25), 
Flushing,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  February  4,  1936), 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


4-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Julius  Bichov- 
sky,  owner. 

PREMISES — 133-54  Lefferts  boulevard,  northwest  corner 
of  135th  avenue  (Dumont  avenue)  ;  (Block  No. 
2580,  Lot  No.  1),  Richmond  Hill,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


20-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  James  A. 
Trowbridge,  Jr.,  owner. 

PREMISES — 101  East  108th  street  and  1481-1483  Park 
avenue,  northeast  corner  (Block  No.  1636,  Lot 
No.  1),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 
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335-35-BZ. 

APPLICANT— Paul  R.  Silverstein,  for  Anna  Gidseg, 
owner. 

PREMISES— 167-03  to  167-09  108th  road,  north  side,  117 
ft.  5  in.  west  of  Merrick  road  (Block  No.  1241, 
Lot  No.  18),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  warehouse,  garage  for  five  (5) 
motor  vehicles  and  loading  platform. 


MARCH  24,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of'  the  building  zone  resolution,  Tuesday  morning,  March 
24,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  NO.  280-35-BZ— Application,  October  11,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Reydel,  Jr.,  applicant, 
on  behalf  of  Borden’s  Farm  Products 
Co.,  Inc.,  and  the  Estate  of  Chester  S. 
Kingman  (Brooklyn  Trust  Co.,  Trus¬ 
tee),  owners,  to  permit  in  a  business 
district  the  erection  of  an  extension  to 
an  existing  milk  bottling  plant  with 
the  omission  of  the  required  rear 
yard;  premises  11-21  Quincy  street, 
north  side,  87  ft.  east  of  Downing 
street  and  32-38  Lexington  avenue 
(Block  No.  1969,  Lot  Nos.  66  and  33), 
Borough  of  Brooklyn. 

cal.  no.  326-35-BZ— Application,  November  12,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Isaac  Schach- 
ne,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
208  Boerum  street  and  296  Bushwick 
avenue,  southwest  corner  (Block  No. 
3081,  Lot  Nos.  15  and  16),  Borough  of 
Brooklyn. 

cal.  no.  351-35-BZ — Application,  December  13,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Jerrold  Kane,  applicant,  on  be¬ 
half  of  Camager  Corporation,  owner, 
to  permit  in  a  business  district  the 
maintenance  of  a  parking  space  for 
more  than  five  (5)  motor  vehicles; 
premises  35-40  Junction  boulevard, 
west  side,  100.8  ft.  north  of  37th  ave¬ 
nue  (Block  No.  1469,  Lot  Nos.  1  and 
26),  Corona,  Borough  of  Queens. 

cal.  no.  93-33-BZ — Application  of  John  J.  Beatty,  appli¬ 


cant,  on  behalf  of  T.  H.  Fraser  Mort¬ 
gage  Corp.,  owner,  reopened  January 
21,  1936,  under  section  7c  of  the 
building  zone  resolution,  to  permit 
partly  in  an  unrestricted  _  district  and 
partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  246-250  At¬ 
lantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  24,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

12-36- A— 279-283  Fourth  avenue  and  100  East  22nd  street, 
southeast  corner  (Block  No.  8 77,  Lot  No.  89), 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
24,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 


cal.  no.  267-35-BZ— Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros¬ 
kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  .Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 


cal.  no.  695-29-BZ — Application  of  Louis  Curcio,  appli¬ 
cant,  on  behalf  of  Hulon  Realty  Cor¬ 
poration,  owner,  reopened  March  3, 
1936,  under  section  7f  of  the  building 
zone  resolution,  for  consideration  as 
to  extension  of  time  of  permit — re 
Application,  granted  on  condition,  un¬ 
der  section  7f  of  the  building  zone 
resolution,  permitting  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station;  premises 
southwest  corner  of  Wilkinson  avenue 
and  Westchester  avenue  (Block  No. 
4235,  Lot  Nos.  36  and  38),  Borough 
of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  thev  mav  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MARCH  3,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  February  25,  1936,  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  February  25,  1936,  were  approved  as  printed  in  Bul¬ 
letin  No.  9,  Vol.  XXL 


BUILDING  ZONE  CASES 

319-35-BZ. 

APPLICANT — Joseph  V.  O’Leary,  for  Annie  Herzfeld 
and  Lillian  Klinghoffer,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 8919-8923  Church  avenue, 
northwest  corner  of  Remsen  avenue!  (Block  No. 
4686,  Lot  No.  6),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Frank  Waldie  and  Joseph  V. 
O’Leary. 

For  Opposition :  L.  J.  Levine,  L.  Klein,  Carl  Ep¬ 
stein,  Jacob  Aufrecht  and  Mae  Lombard. 
ACTION  OF  BOARD — Laid  over  to  March  10,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


341-35-BZ. 

APPLICANT— Joseph  Goodman,  for  Dept,  of  Water 
Supply,  Gas  and  Electricity,  for  City  of  New  York, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and  repair  shop  and 
also,  storage  yard. 

PREMISES  AFFECTED — Northwest  corner  of  Cornish 
avenue  and  Poyer  street  (Block  No.  1538,  Lot  No. 
78),  Elmhurst,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  William  Laase  and  Samuel  Juden- 
freund. 

For  Opposition :  H.  C.  Schleicher  and  Mrs.  H.  T. 
Grieveson. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


360-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie  Spinelly, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  busines  district 
the  extension  of  an  existing  gasoline  service  sta¬ 
tion  and  also  the  inclusion  of  a  brake  testing 
room. 

PREMISES  AFFECTED— 2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend  Neck  road 
(Block  No.  7371,  Lot  Nos.  68  and  70),  Borough 
of  Brooklyn. 


APPEARANCES— 

For  Applicant:  Alfred  A.  Lama  and  Vito  La 
Porta. 

For  Opposition :  Asst.  Eng.  A.  Bluestone,  Depart¬ 
ment  of  Buildings  and  Joseph  M.  Aimee. 
ACTION  OF  BOARD — Laid  over  to  March  10,  1936,  at  2 
p,m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


19-36-BZ. 

APPLICANT — Empire  State  Lines,  Inc.,  for  S.  J.  Reek- 
ford,  et  al.,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  storage  and  parking  of  more  than 
five  (5)  motor  vehicles  as  a  bus  terminal. 
PREMISES  AFFECTED — 555-557  West  167th  street  and 
1142-1144  St.  Nicholas  avenue,  northeast  corner 
(Block  No.  2124,  Lot  Nos.  40  and  41),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant :  Gilbert  Lazerus,  Raymond  F. 
Andrews,  Herbert  F.  Patterson  and  Sidney 
Engelhardt. 

For  Opposition:  A.  F.  Koelble,  L.  C.  Squire, 
Michael  Koses,  William  F.  Adler,  Roscrana 
Merrigan,  L.  E.  Gannon  and  Julius  Stuzin. 

For  Administration :  Asst.  Eng.  Samuel  Backer 
of  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  March  17,  1936,  at 
10  a.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


9-36-BZ. 

APPLICANT — Homack  Construction  Corporation,  for 
Rubin  Fagen,  Benjamin  Nochomov,  Oswald  Wel¬ 
come,  Michael  Kennedy  and  Anna  K.  Kennedy, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  motion  picture  theatre  and  stores. 
PREMISES  AFFECTED — 1617-1623  Avenue  M  and  1298 
East  17th  street,  northwest  corner  (Block  No. 
6736-C,  Lot  Nos.  48,  49  and  50),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  William  E.  Walsh,  A.  J.  Burns, 
Edward  A.  Johnson  and  Alfred  Salter. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(9-36-BZ) 

Whereas,  Homack  Construction  Corp.,  for  Rubin  Fagen, 
Michael  Kennedy,  Anna  K.  Kennedy,  Benjamin  Nochomov 
and  Oswald  Welcome,  owners,  filed  January  20,  1936,  an 
application  under  section  7,  subdivision  c  of  the  building 
zone  resolution,  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erection  and  maintenance 
of  a  motion  picture  theatre  and  stores;  premises:  1617- 
1623  Avenue  M  and  1298  East  17th  street,  northwest  corner 
(Block  No.  6736-C,  Lot  Nos.  48,  49  and  50),  Borough  of 
Brooklyn ;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
bv  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  3,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Avenue  M  is  in  a  business 
district;  East  17th  street  is  in  a  residence  and  business 
district;  Chestnut  avenue  is  in  an  unrestricted  and  resi¬ 
dence  district  and  East  18th  street  is  in  a  residence  and 
business  district;  and 

Whereas,  the  decision  of  the  commissioner  of ^buildings, 
rendered  January  3,  1936,  re  N.B.  Applic.  No.  31-1936, 

reac*s  '“pj-oposed  theatre  and  stores  to  be  located  partly  in 
a  business  use,  partly  in  a  residential  and  partly  in  an 
unrestricted  district,  are  contrary  to  Art.  II,  beet.  .5  ot 
Zone  Resolution.” 

and 

Whereas,  the  building  is  to  be  of  fireproof  construction, 
two  (2)  stories  in  height,  with  a  frontage  of  146.6  ft  on 
East  17th  street  and  76.3  ft.  on  Avenue  M,  to  be  occupied 
as  motion  pictures  and  stores ;  that  motion  picture  theatrJ 
to  have  a  seating  capacity  of  712  seats  in  the  orchestra  an 
196  seats  in  the  balcony.  An  irregular  shaped  area  at  the 
north  portion  of  the  proposed  building  extends  into  the 
residence  district  for  a  distance  of  approximately  47  ft., 
and  also  a  small  area  at  the  northwest  corner  is  in  an 
unrestricted  district ;  and 


Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  7c  of  the  build¬ 
ing  zone  resolution,  and  was,  therefor,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building,  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section  7c 
of  the  building  zone  resolution,  permitting  the  extension  of 
the  proposed  motion  picture  theatre  building  into  the  resi¬ 
dential  area  for  a  distance  of  approximately  46.64  ft  along 
East  17th  street,  as  indicated  on  plans  filed  with  this ;  ap¬ 
peal,  so  as  to  include  those  portions  of  lots  48  and  5U  of 
block  6736-C  located  in  the  residential  and  unrestricted 
areas  on  condition  that  the  building  shall  comply  m  all  re¬ 
spects,  other  than  as  to  the  zoning  use  requirements  herein 
varied,  with  all  laws  and  regulations  applicable  thereto; 
that  the  elevation  on  East  17th  street,  within  the  residential 
area  shall  be  constructed  substantially  as  indicated  on 
drawings  filed  with  this  appeal,  the  only  openings  to  East 
17th  street  within  the  residential  area,  to  be  the  required 
exits,  as  indicated,  from  the  building  and  from  the  rear 
court;  that  no  signs  of  any  nature  shall  displayed  on 
the  building  within  the  residential  area;  that  all  permits 
shall,  be  obtained  and  work  completed  within  one  year 
from  the  date  of  this  action. 


Adjourned,  1 : 15  p.m. 


Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


REGULAR  MEETING 
TUESDAY  AFTERNOON,  MARCH  3,  1936 

Chairman  Murdock,  Commissioners  Savage 


present  ‘  _ 

and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 


695-29-BZ.  ,  _ 

APPLICANT — Louis  Curcio,  for  Hulon  Realty  Corpora¬ 
tion,  present  owner.  .  ^ 

SUB  TECT— Application  for  reopening— extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  under  section  7f  of.  the  building 
zone  resolution,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service 


station.  .  . 

PREMISES  AFFECTED— Southwest  corner  of  Wilkin¬ 
son  avenue  and  Westchester  avenue  (Block  Mo. 
4235,  Lot  Nos.  36  and  38),  Borough  of  The  Bronx. 

APPEARANCES—  .  , 

For  Applicant:  Beatrice  R.  Fliegel. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  and  notices  to  property  owners  waived  and 
set  for  hearing  March  24,  1936,  at  2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 

Absent  . . 


BOARD  OF  STANDARDS  AND  APPEALS 

buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 

PREMISES^AFFECTED— 1704-1712  Linden  boulevard, 
southwest  corner  of  Van  Sinderen  avenue  (Block 
No.  3872,  Lot  No.  32),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended.  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ;! 

Absent  . .  •  . .  u 

THE  VOTE  TO  AMEND  RESOLUTION — 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  J- 

Absent  .  ^ 


335-34-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Calgero  Pisci- 
otta,  owner. 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  commissioner 


of 


THE  RESOLUTION— 

(335-34-BZ) 

Whereas,  this  application  affecting  premises  1704-1712 
Linden  boulevard,  southwest  corner  of  Van  Sinderen  ave¬ 
nue  (Block  No.  3872,  Lot  No.  32),  Borough  of  Brooklyn, 
was  granted  by  the  Board  March  5,  1935,  on  certain  condi¬ 
tions,  and  applicant  requested  an  amendment  of  the  resolu¬ 
tion  ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board. 

Resolved,  that  the  resolution  adopted  March  5,  1935,  be 
and  it  hereby  is  amended  to  read  as  follows: 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  un- 
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der  section  21,  permitting  the  plot  under  appeal  to  be 
used  for  a  gasoline  service  station  of  the  dimensions 
shown,  namely,  85  ft.  frontage  on  Linden  boulevard  and 
a  depth  of  80  ft.  along  Van  Sinderen  avenue,  on  condi¬ 
tion  that  the  plot  shall  be  leveled  substantially  to  the 
grade  of  Linden  boulevard;  that  the  accessory  building 
shall  be  erected  along  the  rear  lot  line  to  the  south, 
as  indicated,  consisting  of  an  office  section,  greasing 
section  and  washing  section;  that  this  building  shall 
not  exceed  one  story  in  height  and  shall  be  constructed 
of  incombustible  materials  except  that  the  window  and 
door  frames,  window  sash  and  doors,  roof  beams  and 
roof  boarding  may  be  of  wood,  provided  the  roof 
weather  surfacing  is  of  non-inflammable  material  and 
ceilings  throughout  are  fire-retarded  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Appeals; 
that  there  shall  be  no  windows  in  the  lot  line  walls 
opening  upon  adjacent  property;  that  on  the  interior 
lot  lines,  where  not  covered  by  accessory  building, 
there  shall  be  erected  a  substantial  woven  wire  fence 
not  less  than  6  ft.  in  height  to  the  street  lines  of  Van 
Sinderen  avenue  and  Linden  boulevard;  that  there 
shall  be  erected  along  the  street  building  line  a  rein¬ 
forced  concrete  curbing  cast  integral  with  the  cement 
paving,  this  curb  to  be  not  less  than  12  in.  in  width 
and  not  less  than  5  in.  in  height,  with  rounded  top, 
with  not  over  two  openings  therein  to  Van  Sinderen 
avenue  and  not  over  two  openings  to  Linden  boule¬ 
vard,  no  opening  to  exceed  25  ft.  in  width  and  no  part 
of  any  opening  nearer  than  5  ft.  to  either  interior  lot 
line  or  the  corner  formed  by  the  intersection  of  Linden 
boulevard  and  Van  Sinderen  avenue,  and  that  curb 
cuts  shall  be  approximately  opposite  these  openings 
and  shall  not  exceed  30  ft.  in  width  each;  that  the 
entire  plot,  where  not  covered  by  accessory  buildings, 
shall  be  cement  paved;  that  gasoline  pumps  erected 
shall  be  not  nearer  than  15  ft.  to  any  street  building 
line ;  that  there  shall  be  no  open  excavation  under  the 
accessory  building  except  pits  for  the  greasing  racks; 
that  there  shall  be  no  open  flame  permitted;  that  there 
shall  be  no  portable  gasoline  pumps  permitted  to  be 
used  on  or  from  the  property ;  that  no  automobile  re¬ 
pairing  shall  be  carried  on ;  that  no  parking  of  cars 
other  than  those  being  serviced  shall  be  permitted; 
that  all  advertising  shall  be  limited  to  the  illuminated 
globes  of  the  pumps  and  to  three  permanent  flat  signs 
attached  to  the  facade  of  the  accessory  building  and 
to  one  post  standard  erected  toward  the  Linden  boule¬ 
vard  front  within  the  building  line  for  the  carrying  of 
illuminated  sign  advertising  only  the  name  of  the  gaso¬ 
line  sold  and  excluding  all  other  signs  and  signs  of  a 
temporary  nature;  that  no  signs  shall  be  erected  on 
the  roof  of  the  accessory  building;  that  plans  shall  be 
submitted  to  the  chairman  of  the  board  and  approved 
by  him  in  behalf  of  the  board,  prior  to  filing  with  the 
commissioner  of  buildings ;  that  all  permits  shall  be 
obtained  within  six  (6)  months  and  all  work  completed 
within  one  (1)  year  from  March  5,  1935. 


533-28-BZ. 

Realty  Corporation,  owner. 

oUfSJLCT  Approval  of  plans  in  accordance  with  resolu- 
adopted  by  the  board  November  6,  1935. 
REMISES  AFFECTED — 2255-2291  Grand  Concourse 
west  side,  93  ft.  south  of  East  183rd  street  (Bloch 
No.  3163,  Lot  Nos.  26,  30  and  32),  Borough  of  The 
Bronx. 

APPEARANCES— 
a  ^  _  For  Applicant :  None. 

OF  BOARD — Plans  approved. 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative  .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh . .  a 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(533-28-BZ) 

Whereas,  this  application  affecting  premises  2255-2291 
Grand  Concourse,  west  side,  93  ft.  south  of  East  183rd 
street  (Block  No.  3163,  Lot  Nos.  26,  30  and  32),  Borough 
of  The  Bronx,  was  granted  by  the  board,  November  6, 
1935,  on  certain  conditions ;  and 

Whereas,  revised  plans  have  been  submitted  for  approval 
in  accordance  with  the  conditions  of  the  resolution. 

Resolved,  that  the  plans,  revised  on  February  28,  1936, 
as  complying  with  the  resolution  adopted  by  the  board  on 
November  6,  1935,  be  and  they  hereby  are  approved  on 
condition  that  the  space  in  the  building  used  for  business 
purposes  shall  be  restricted  to  the  area  shown  on  the  street 
floor  with  a  total  frontage  not  exceeding  113  ft.,  such 
business  space  to  be  occupied  solely  for  retail  stores,  ex¬ 
cluding  the  sale  of  meats,  fish,  poultry  and  delicatessen, 
also,  excluding  undertaking  establishments,  baking  ovens 
and  other  uses  that  may  be  deemed  objectionable  or  hazard¬ 
ous  by  the  commissioner;  that  advertising  signs  shall  be 
limited  exclusively  to  signs  painted  on  or  attached  directly 
to  plate  glass  store  fronts  and  applicable  only  to  the  mer¬ 
chandise  or  services  offered  by  the  tenants  of  the  stores 
and  excluding  all  illuminated  signs  both  on  the  exterior 
of  the  building  and  inside  of  show  windows  and  awning 
signs;  that  no  space  in  the  cellar  shall  be  used  in  conjunc¬ 
tion  with  the  store  occupancy;  that  the  height  of  the  store 
front  and  the  finished  ceiling  of  stores  shall  not  exceed  10 
ft.  above  the  sidewalk  level  at  the  highest  point  of  grade 
at  the  building  line;  that  the  depth  of  stores  shall  not 
exceed  the  depth  shown  on  the  plans  as  revised  February 
28,  1936,  and  that  there  shall  be  no  windows  opening  from 
the  rear  of  stores  on  the  yards  or  courts  other  than  fire¬ 
proof  windows  required  solely  for  toilet  ventilation;  that 
this  variation  is  granted  only  in  connection  with  the  pro¬ 
posed  six-story  multiple  dwelling;  that  the  exterior  courts 
opening  upon  the  Grand  Concourse  shall  be  landscaped ; 
that  all  permits  shall  be  obtained  and  all  work  completed 
within  one  year  from  the  date  of  this  action. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
1-36- A. 

APPLICANT — Cornelius  Cameron,  lessee. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1404-1414  East  New  York  ave¬ 
nue,  south  side,  between  Amboy  and  Herzl  streets 
(Block  No.  3495,  Lot  Nos.  12  and  16),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Charles  L.  Fleet. 

For  Opposition :  Morris  Wasserman. 

For  Administration:  Paul  Friedman  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  March  10,  1936,  at 
2  p.m.,  on  request  of  attorney  in  opposition. 


12-36- A. 


ArrLiUAisi  1  Arthur  B.  Miller,  for  The  Domestic  & 
roreign  Missionary  Society  of  the  Protestant 
CTmrrrTP1SCA°pal  Church  in  the  United  States,  owner. 
oU-dJLCI  Appeal  from  orders  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 279-283  Fourth  avenue  and  100 
East  22nd  street,  southeast  corner  (Block  No  877 

APPEARANCES—'  B°r°Ugh  °£ 


For  Applicant:  Arthur  B.  Miller. 

For  Administration:  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 
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ACTION  OF  BOARD— Laid  over  to  March  24,  1936,  at 
2  p.m.,  applicant  to  submit  revised  plans. 


22-36-A.  t 

APPLICANT — Walter  Haefeli,  for  P.  Bloise  &  Co.,  Inc., 
lessee. 

SUBJECT _ Appeal  from  a  decision  of  the  commissioner 

of  buildings.  .  .. 

PREMISES  AFFECTED— 31-45  West  18th  street  34  West 
19th  street  and  612-632  Sixth  avenue  (Block  No. 
820,  Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES—  A  „  ,  „ 

For  Applicant:  Leroy  A.  Perry  and  Charles  b. 

Henderson. 

For  Administration:  Inspector  Maher  of  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  „  ,  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  . • .  ^ 

Absent  .  u 


THE  RESOLUTION— 

(22-36-A) 

Whereas,  Walter  Haefeli,  for  P.  Bloise  &  Co.,  Inc., 
lessee,  filed  January  30,  1936,  a  decision  from  the  commis¬ 
sioner  of  buildings,  affecting  premises  31-45  West  18th 
street,  34  West  19th  street  and  612-632  Sixth  avenue  (Block 

No.  820,  Lot  No.  1),  Borough  of  Manhattan;  and  > 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  January  23,  1936,  re  Permit  No.  25-1936,  reads : 

“1.  Plans  are  incomplete  and  proposed  system  is  in 
violation  of  Oil  Burner  Rules  8_,  Board  of  Standards 
and  Appeals.  No  further  examination  made.” 

and  . 

Whereas,  the  building  is  of  fireproof  construction,  184 
ft.  by  460  ft.  in  area,  six  stories  (100  ft.)  in  height, 
equipped  with  a  sprinkler  system  and  a  standpipe  system ; 
erected  about  1895  in  an  unrestricted  district  and  was 
formerly  occupied  as  a  department  store  and  at  present 
occupied,  cellar — storage  and  boiler  room — 20  persons;  1st 


floor — stores — 80  persons ;  2nd  floor — manufacture  of  arti¬ 
ficial  flowers— 60  persons;  3rd  floor— offices  (W.P.A.)— 
150  persons;  4th  floor — same;  5th  floor — manufacture  of 
clothing— 90  persons ;  6th  floor— manufacture  of  clothing— 

75  persons ;  and  .  ,  .  ,  .  . 

Whereas,  it  is  proposed  to  pipe  oil  from  a  buried  tank 
in  the  cellar  by  means  of  approved  J^-in.  copper  tubing 
enclosed  in  not  less  than  3in.  wrought  iron  pipes  to  a  5 
gallon  auxiliary  tank  on  the  6th  floor  which  is  86  ft.  above 
street  level  and  thence  to  four  burners  on  the  boilers  for 
generating  steam  for  Hoffman  pressing  machines,  with  a 
J^-in.  return  enclosed  in  wrought  iron  pipe  to  the  tank  in 
the  basement ;  and 

Whereas,  applicant  contends  that  because  the  stories  are 
extremely  high  the  permitted  pipe  is  exceeded ;  this  ex¬ 
treme  story  height  presents  a  difficulty ;  that  a  similar 
plant  has  been  installed  on  the  5th  floor ;  that  the  proposed 
installation  is  absolutely  necessary  for  the  conduct  of  the 
business  of  the  applicant  on  the  premises ;  that  all  safe- 
guards  required  by  the  board  will  be  provided ;  that  the 
room  in  which  the  burners  are  installed  will  be  enclosed  in 
4-in.  terra  cotta  block  partition  equipped  with  a  fireproof 
self-closing  door.  . 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted  modifying  the  requirements  of 
Rule  8,  section  C-4  as  to  pressure  of  the  pump,  so  as  to 
permit  an  approved  pump  to  be  used  with  a  pressure  not 
exceeding  47  pounds  per  square  inch,  and  waiving  the  re¬ 
quirements  as  to  Rule  8  as  to  height,  so  as  to  permit  the 
proposed  installation  on  condition  that  the  total  height 
above  the  street  level  shall  not  exceed  87  ft.;  that  in  all 
other  respects  the  installation  shall  comply  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals  and 
all  other  laws  applicable  thereto ;  that  the  oil  burner  equip¬ 
ment  shall  be  enclosed  in  fireproof  block  partition,  not 
less  than  4  in.  in  thickness  with  all  openings  thereto  pro¬ 
tected  by  fireproof  self-closing  doors;  and  that  this  in¬ 
stallation  shall  at  all  times  be  under  the  supervision  of  a 
person  holding  a  proper  certificate  of  fitness. 


Adjourned,  3:45  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


APPROVED  APPLIANCES 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 


May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company . 

Walworth  Company  . . . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc, 
Croker  National  Fire  Prev.  Eng.  Co — 

Jenkins  Brothers  . 

W.  D.  Allen  Mfg.  Co . 

John  Simmons  Co . . 

Grinnell  . 

Elkhart  . 


81-20-SA 
899-27-SA 
1307-27-SA 
304-28-SA 
779-28-SA 
890-28- S  A 
209-29-SA 
651-30-SA 
14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 


Name 
Flagg  ... 
J.  H.  N. 
Newbury 
Preferred 


APPROVED  FUEL  OIL  FILL  PIPE  TERMINALS 


Calendar  No.  Name  Calendar  No. 

345-35-SA  Rhode  Island  .  204-35-SA 

292-35-SA  Seal-O-Strain  .  48-35-SA 

223-35-SA  Sealtite  .  231-35-SA 

213-35-SA  Simplex  .  214-35-SA 
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OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED:  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER :  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil.  I 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

.  DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
(Va")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank.  6 

FIRE  RETARDING  MATERIALS : 

(a)  One-half  (l/2)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (j£)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  (J4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  ($4)  inch 
thick. 

Note— All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS — Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL :  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1 
Section  1. 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

„  PERMANENT  DEFORMATION :  Wherever  phrase, 
"without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 
PERMIT :  Shall  mean  permit  for  storage  of  oil. 

PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
ana  one-half  (2J4)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED :  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE :  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK:  Any  container  for__oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP :  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum 
shale  oil,  coal  tar,  and  the  liquid  products  thereof  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer- 
ican  Society  for  Testing  Materials  Method  u9o-2Z)  and 
marketed  under  the  following  commercial  grades  : 


Range  Oil 

SP. 

Gr. 

(A.  P.I.) 

40-44' 

No.  1  Fuel  Oil 

it 

it 

it 

36-40 

No.  2  “  “ 

No.  3  “ 

(( 

it 

it 

ii 

ii 

it 

32-36 

28-32 

No.  4  “ 

it 

H 

ii 

24°  + 

No.  5  “  “ 

it 

ii 

it 

18°  + 

No.  6  “  “ 

it 

it 

it 

10°  + 

(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  bv 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  "  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 

gallons  capacity  or  less :  . 

Tanks  36  in.  in  diameter  and  less — J4  *n-  shell,  y\  in. 

heacl  g 

Tanks  37  to  72  in.  in  diameter— }4  in.  shell,  5/16  in. 

heads 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  34  in. 

heads. 

Tanks  over  120  inches  in  diameter  to  be  of  34  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows:  _  _  ... 

In  shelly  in.  thick,  34  in.  in  diameter  rivets  2^4  in.  pitch. 
In  shell  5/16  in.  thick,  54  in  diameter  rivets  2)4  in 
pitch. 

In  shell  34  in.  thick,  34  in.  diameter  rivets  2 x/i  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  34  of  an  inch  in  diameter 
and  spaced  not  more  than  2V\  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  (?4")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (!")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tank*  Over  1,000  Gallon* 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  J4  inch  and  the  minimum  thickness  of  roof  plates 
%  inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula: 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7/),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons' 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  ( 2 ')  above  the  top  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  wi 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  budding 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 

Section  3.  Out*ide  of  Building*,  Above  Ground. 

(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1/4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10/)  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded,  I  he 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 

If  distant  25  feet  from  line  of  adjoining 

property  which  may  be  built  upon  16,000  gallons 

If  distant  30  feet  .  24.000  ^ 

If  distant  40  feet .  36,000 

If  distant  50  feet .  48,000  «* 

If  distant  60  feet .  £0,000  ^ 

If  distant  75  feet  .  ,££’£££  «. 

If  distanct  85  feet,  or  more .  100,000 

(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1/4)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (40  high  but  in  no  case  higher  than  one-fourth 
(V*)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1}4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
Tubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valve*. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1  lA)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  ( 1 54 " )  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2r)  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
y2  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (20  from  any  building  opening  and  not 
less  than  five  feet  ('5')  nor  more  than  twelve  feet  (12) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(!")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipe*. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-off 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  *' 

Gravity  ** 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 
when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons* 
capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
section  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 


295 


RULES 


Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  ana 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no.  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by.  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 

or  vapors.  , 

(d)  The  anti-syphon  devices,  where  used  as  provided 
for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by. installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  incb  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12*)  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5’)  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  y2"  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  1 5.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil¬ 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b.  ;> 
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APPROVED  APPLIANCES 


Burner*  for  Domestic  end  Commercial  Use 


Name  of  Burner  Calendar  No. 

A.  B.  C.  Oil  Burner .  1295-24-SA 

A.  B.  C.  Oil  Burner,  Type  H .  684-29-SA 

Acme  Oil  Burner,  Models  BO-1  and  BO-2. .  132-34-SA 

Aetna  Automatic  Oil  Burner .  1547-23-SA 

Air-Blast  Oil  Burner .  579-32-SA 

Alladin  Oil  Burner .  298-26-SA 

Alexander  Oil  Burner .  65-28-SA 

Alida  Oil  Burner .  124-34-SA 

American  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 

92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 

4562,  4563,  4573,  4578,  and  4588  .  298-33-SA 

Associated  Oil  Burner  .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Autocrat  Oil  Burner,  Model  B-l: .  297-31-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 

Baker  Automatic  House  Heating  Burner _  1323-22-SA 

Baker  Oil  Burner,  Model  L,  Gun  Type .  404-29-SA 

Ballard  Baby  Grand  Oil  Burner .  447-32-SA 

Ballard  Super  Domestic  Oil  Burner .  939-24-SA 

Bayard  Domestic  Fuel  Oil  Burner .  1184-22-SA 

Berggren  Oil  Burner .  764-26-SA 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  485-32-SA 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

Bettendorf  High  Pressure  Oil  Burner .  479-31-SA 

Bettendorf  Oil  Burner .  731-28-SA 

Bettendorf  Oil  Burner,  Model  H.B .  498-32-SA 

Bock  Oil  Burner,  Models  A,  B,  C  and  D _  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8  .  102-34-SA 

Braden  Automatic  Fuel  Oil  Burner .  322-30-SA 

Branford  Oil  Burner .  36-31-SA 

Branford  Oil  Burner,  Model  “A” .  461-32-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Models  A  and 

B  .  195-33-SA 

Caloroil  Burner,  Type  AA .  1361-24-SA 

Camel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S .  229-32-SA 

Carboradiant  Oil  Burner,  Models  V  &  VS...  16-31-SA 

Carboradiant  Oil  Burner,  Model  VSS .  49-32-SA 

Carborundum  Burner  .  571-29-SA 

Carter-Korth  Oil  Burner,  Model  “P” .  389-32-SA 

Carter-Korth  Oil  Burner  .  54-30-SA 

Carter  Oil  Burner,  Models  4X  and  5X .  117-34-SA 

Century  Oil  Burner  .  157-28-SA 

Challenger  Kleen  Heat  Burner,  Series  No.  100  813-28-SA 

Challenger  Oil  Burner,  Model  “A” .  86-34-SA 

Chalmers  Automatic  Oil  Burner,  Models  Dl 

and  D2  .  608-32-SA 

Commonwealth  Automatic  Oil  Burner .  348-28-SA 

Concord  Burner  .  108-35-SA 

Cook’s  Automatic  Oil  Burner .  955-27-SA 

Cope-Swift  Safety  Automatic  Oil  Burner _  354-31-SA 

Crescent  Oil  Burner .  222-29-SA 

Crescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Crown  Oil  Burner,  Type  XA .  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-26-SA 

D’Elia  Oil  Burner .  155-31-SA 

Delco  Heat  Oil  Burner .  420-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Diesel  Oil  Burner  .  354-35-SA 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner .  317-31-SA 

Doherty  Oil  Burner .  943-26-SA 

Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C .  600-31-SA 


Name  of  Burner  Calendar  No. 

Economy  Oil  Burner,  Type  A-l .  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-SA 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-SA 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C  and  EA .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 .  225-32-SA 

Espo  Oil  Gas  Burner .  1431-23-SA 

Evenheet  Oil  Burner .  554-32-SA 

Everedy  Oil  Burner .  102-33-SA 

Fairfield  Oil  Burner .  584-31-SA 

Faultless  Oil  Burner .  493-24-SA 

Fine-Glo  Oil  Burner .  178-35-SA 

Fluid  Heat  Domestic  Oil  Burner,  Type  O...  1094-27-SA 
Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P  134-35-SA 

Fluid  Heat  Oil  Burner .  361-32-SA 

Forsdraft  Oil  Burner .  41-34-SA 

Foster  Oil  Burner .  715-26-SA 

Franklin  Domestic  Oil  Burner .  560-26-SA 

Freeport-Silent  Service  Oil  Burner,  Models  5, 

10  and  30 .  97-33-SA 

Fuelo  Oil  Burner .  47-30-SA 

Gar  Wood  Oil  Burner .  373-30-SA 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500  481-32-SA 

General  Electric  Fuel  Oil  Burner .  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2....  228-33-SA 

Ghapco  Steam  Generator  .  S48-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Flexible  Flame  Burner....  109-31-SA 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-3 1-S A 

Gilbert  &  Barker  Oil  Burner,  Model  S-l....  282-33-SA 

Gill  Oil  Burner .  1231-23-SA 

Gold  Star  Oil  Burner,  Models  F  and  6 .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 .  441-31-SA 

Goodspeed  Automatic  Oil  Burner .  957-27-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner .  382-26-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

Hardinge  Oil  Burner .  813-25-SA 

Hardinge  Oil  Burner,  Model  23 .  33-33-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Automatic  Oil  Burner .  1162-24-SA 

Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  .  595-29-SA 

Hart  Oil  Burner,  Modei  “H” .  221-33-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat  King  Oil  Burner,  Model  2 .  98-35-SA 

Heatiator  Oil  Burner .  1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 

Heil  Combustion  Fuel  Oil  Burner,  Type  B...  295-29-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  HF _  309-33-SA 

Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  .  486-32- S  A 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 

Improved  Kres-Kno  Oil  Burner  and  Model 

MD  .  591-29-SA 

Inferno  Oil  Burner .  82-33-SA 

International  Mechanical  Draft  Oil  Burner..  372-30-SA 
International  Oil  Burner .  1305-24-SA 
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Nam,  of  Burner 

Jacobsen  Balanced  Oil  Burner  (Model  V-l)  333-33-SA 
Johnson  Improved  Rotary  Fuel  Oil  Burner..  938-g-bA 
Joyce  Oil  Burner .  85Z-Z6-bA 

K.  F.  C.  Oil  Burner .  §$"«"§£ 

Kelco  Oil  Burner .  So  ti'Ia 

Kelvinator  Oil  Burner. . . .  iSii’sA 

Kelvinator  Oil  Burner  Model  K;> .  105-34  S 

KeWaNee  Oil  Burner,  Model  C  .  c  a 

Kleen  Heet  Oil  Burner.......... .  qqS'sA 

Kleen  Heet  Oil  Burner,  Type  902 .  Sq'm’qa 

Kleen  Heet  Oil  Burner  Type  R .  iS'SiIa 

Korth  Oil  Burner,  Model  G .  q  a 

Kreager  Oil  Burner .  £<28  S A 

Kres-Kno  Oil  Burner . . ••_••••  443-28-bA 

Kres-Kno  Pressing  Machine  Burner,  Model 

MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Laco  Oil  Burner,  Model  NL  g0-30-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D..  226-33-SA 

Lange  Economical  Oil  Burner .  iSS'S’ca 

Lawrence  May  Oil  Burner .  ^'Si’ca 

Leader  Oil  Burner.......... .  ^25-31-b 

Leiman  Brothers  Fuel  Oil  Burner .  qa 

Liberty  Automatic  Heater .  «’iS"ca 

Liberty  Pressure  Oil  Burner .  Tl’sA 

Lonergan  Automatic  Oil  Burner.  ........  208-88-bA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3..  166-34-SA 

“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307,  308,  309,  400  and  800. .  341-32-SA 

M.  W.  Emancipator  Oil  Burner .  IjTxvca 

M.  W.  Oil  Burning  Water  Heater .  737-2V-bA 

M.  W.  Water  Heater,  Model  20-D .  a 

Magna  Fuel  Oil  Burner .  197-38-bA 

Majestic  Oil  Burner . ;•••••••••• .  SSiS'cA 

Marr  Oil  Burner,  Model  H,  Type  R .  icn  Q 'a 

Master  Fuel  Oil  Burner .  oi  ca 

Master-Kraft  Oil  Burner .  So"?a"qa 

May  Oil  Burner,  Type  BB .  46-34-SA 

Mayfield  Oil  Burner .  J68-31-bA 

Mayflower  Oil  Burner .  J24-29-SA 

Mcllvane  Oil  Burner . . .  •  .  a 

Melco  Automatic  Oil  Burner,  Type  A .  SlncA 

Merco  Oil  Burner .  £;7-Z9-bA 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner . . .  ^ -34-bA 

Midget  Pressing  Machine  Oil  Burner .  lZZ-bb-bA 

Mid- West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Monitor  Oil  Burner .  tSTotca 

Morrissey  Oil  Burner . 673-27-bA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1....  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 

Morse  Fuel  Oil  Burner . 

Moto-Heat  Oil  Burner . 195-32-SA 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  .  628-23-SA 

Mousette  Oil  Burner .  887-Zb-bA 

Nairoil  Oil  Burner,  Type  R,  Model  E . 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197- 33- S A 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner . •  ••  “36-25-bA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA. 

New  Process  Oil  Burner .  1 071-2! 7-S A 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 
Nokol  Automatic  Burner .  1078-24-SA 


Name  of  Burner  Calendar  No. 

Norge  Oil  Burner  Models  N8,  N18  and  N28. 

Nu-Way  Oil  Burner .  773-Z6-SA 

Oilbuilt  Burner  . •  •  •  •; .  iico'^a’Ia’ 

Oliver  Oil  Gas  Burner,  No.  30-A .  miA  QA 

Oronoque  Oil  Burner .  394-. 30-bA 

Orr  Fuel  Oil  Burner .  llb-ZO-bA 

Packard  Fuel  Oil  Burner .  n  a 

Paramount  Oil  Burner . . . .  QA 

Paramount  Oil  Burner,  Model  A .  ,mq'«"ca 

Pascoe  Oil  Burner .  ^SIc'Ia 

Penn  Rotary  Oil  Burner . Z3t,'3b-bA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect-Pantex  Oil  Burner .  Tai’oa'ca 

Petro  Domestic  Burner .  Jei  Ti  ca 

Petro  Model  T  Oil  Burner .  IS" ca 

Petro  Model  W  Oil  Burner .  70  70’c a 

Petro  Burner,  Model  O .  iicwqa 

Petro  Burner,  Model  P-2...... . 

Petro  Oil  Burner,  Model  W-2. ............ .  244- 33-SA. 

Petro  Oil  Burner,  Models  W-l  and  W-1J4...  245-33-bA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 . .  .  .  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  iSo'S'Ia 

Pioneer  Automatic  Oil  Burner ..............  lZb9-z/-b  a 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  . .  Zbo-oo-bA. 

Pressure  Oil  Burners,  Models  A  B  and  C...  146'31-SA 

Presto  Automatic  Oil  Burner . .•••••••••  Z94-b4-bA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  c  .  OUU-ol-bA 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  .  411-32-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 . 

Rayfield  Oil  Burner . 

Real  Host  Oil  Burner .  38-34-bA 

Re-Ly-On  Oil  Burner.. .  ..........  ^-26-SA 

Remington  Domestic  Oil  Burner,  Type  B....  64Z-bl-bA 

Remington  Oil  Burner . 891-Z6-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Richmond  Gravity  Fuel  Oil  Burner .  jl?3-ZZ-bA 

Rickard  Oil  Burner .  ,oim’ca 

Rotoflame  Gem  Oil  Burner . .••••.•  187-oo-bA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S  &  K  Wide  Range  Fuel  Oil  Burner .  10- -33- S^ A 

S-K  Oil  Burner,  Model  F .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  J98-32-SA 

S.  T.  Johnson  Oil  Heat  Servant .  157-34-SA 

Schulse  Home  Oil  Burner. .  1487-23-SA 

Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ,  CV  and  SN  Junior .  436-32-SA 

Security  Oil  Burner .  56-28-SA 

Shepard  Oil  Burner .  563-30- S A 

Shill  Oil  Burner . . .  315-30-SA 

Silent- Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  0 .  463-31-SA 

Silent  Automatic  Oil  Burner .  458-26-SA 

Silent  Automatic  Burner,  Model  “B” .  709-30-SA 

Silent  Automatic  Burner,  Model  “E” .  710-30-SA 

Silent  Flash  Oil  Burner,  Model  Cl .  38-33-SA 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 
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Silent  Glow  Oil  Burner,  Models  800,  1000, 

1800,  2800,  3800,  6800  and  8800 .  345-31-SA 

Simplex  Domestic  Oil  Burner,  Type  P.A _  446-30-SA 

Simplex  Domestic  Type  “S.P.’’  Oil  Burner. .  145-31-SA 

Socony  Arrow  Oil  Burner .  1191-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G.  536-31-SA 
Standard  Automatic  Oil  Burner,  Type  11-G.  537-31-SA 

Standardyne  Oil  Burner .  34-34-SA 

Stephens  Oil  Burner,  Models  Nos.  1  and  2. . . .  146-33-SA 

Stuhler  Oil  Burner .  618-27-SA 

Summerheet  Oil  Burner .  581-26-SA 

Sundstrand  Automatic  Oil  Burner .  755-26-SA 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-SK  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner . ...  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH.'."!  715-29-SA 

Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 
Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 


Tabor  Automatic  Oil  Heater,  Type  “D” . 

Thoroburn  Oil  Burner,  Model  A-1-16-G . 

Timken  Oil  Burner,  Model  20 . 

Timken  Rotary  Oil  Burner . !...!. 

Timken  Silent  Automatic  Heater  (Water 
Heater  Unit)  Models  40-A  and  50-B.... 
Timken  Silent  Automatic  Oil  Burner,  Model  G 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press 
Todd  Rotary  Burner,  Model's  A,  B  and  C. . . 
Todd  Spiro  Oil  Burner . 


77 8-28-SA 
269-33-SA 
287-28- SA 
297-29-SA 

121-35-SA 

266-34-SA 

177-35-SA 

454-25-SA 

470-31-SA 


Name  of  Burner  Calendar  No. 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  . .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner .  6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  27S-34-SA 

Vaporoil  Burner  .  44-32-SA 

Vesta  Oil  Burner.... .  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner .  320-30-SA 

Viking  Oil  Burner .  396-32-SA 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW, 

EW-1  and  EW-2 .  341-33-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wayne  Oil  Burner .  1155-25-SA 

Wayne  S-2  Domestic  Oil  Burner . 115-32-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Flame’  Oil  Burner .  357-35-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

JJ,  Junior,  K,  KA,  KB,  and  R .  918-22-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

and  B  .  32-33-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  44-29- SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-S  A 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No-  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Centuir  Rotary  .  908-21-SA 

Look  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex . . 840-22- SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Loulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24- S A 

Koerting  Gear  Pump .  1264-25-SA 

Kjaissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M  D.  Rotary  . 52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  I169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pu.mP  •••a: .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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Burners  for  Industrial  Use 


Nan,,  at  Burner  CaMar f' 

Air-Blast  Oil  Burner . .  A 

Anthony  Nebulyte  Oil  Burner .  i7«Ia£§a 

Associated  Oil  Burner .  oqa  w  9A 

Auto  Heat  Oil  Burner . "c  a 

Automatic  Airless  Oil  Burner,  Model  Mo.  1.. 


Name  of  Burner 


Calendar  No. 


53-34-SA 


Korth  Oil  Burner,  Model  G .  oa7^o~c/a 

Kreager  Oil  Burner . •  • . ;•_••••  367-30-5A 

Kres-Kno  Pressing  Machine  Burner,  Model 

MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D. . .  226-33-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-JU-bA 

Liberty  Automatic  Heater .  tcIa’ca 

Liberty  Pressure  Oil  Burner .  ,ec  one  a 

Leintz  Oil  Burner . .  Iho’ri  ca 

Lonergan  Automatic  Oil  Burner ............ 

_  _  „  Lynn  Power  Oil  Burner,  Models  1,  2  and  3...  166-34-5A 

Pressure  Burner .  ^14-22-SA  Magna  Fuel  Oil  Burner .  1co1a'?a 

Pressure  Burner .  . 


Babcock  &  Wilcox  Mechanical  Oil  Burner...  ^5-21-SA 

Ballard  Automatic  Oil  Burner . . . . .  ?  A 

Ballard  Low  Pressure  Mechanical  Oil  Burner  }493-22-^A 

Ballard  Jr.  Oil  Burner . 1176-27-bA 

Ballard  Staples  &  Pfeiffer  Steam  Atomizing 

High  Pressure  Burner .  ,,5A 

Berggren  Oil  Burner .  764-26-SA 

Best  Calorex  Burner . .  •  •  •  •  •  . .  215 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  485-32-5A 

Bettendorf  Automatic  Oil  Burner,  Models  D, 

p  ancj  q  .  88-34- S A 

Bock  Oil  Burner,  Models  A,  B,  C  and  D....  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-5, 

WH-6  and  WH-8  .  IE  «  I  a 

Brighton  Oil  Burner . •;•••••• - 7nc  77  ca 

Bullet  Automatic  Oil  Burners,  Models  A  and  B 

Burnwell  Mechanical  Burner .  957-22-SA 

Caloroil  Burner,  Type  AA. ........ ... . 

Carter  Oil  Burner,  Models  4X  and  5X.. ....  117-34-SA 

Chalmers  Automatic  Oil  Burner,  Models  D1 

D2  .  0U8-3Z-5A 

Coen  Mechanical  Oil  Burner .  ^-21- S A 

Concord  Burner  . . .  IotIj’ca 

Cornell  No.  1  Type  A  Oil  Burner .  397-23-bA 

Dahl  Mechanical  Fuel  Oil  Burner . 

D’Elia  Oil  Burner .  "  i  ca 

DeWalt  Oil  Burner .  XTi,,  ca 

Doe  Oil  Burner .  317-3 1-5A 

Enco  Type  400  Steam  Atomizing  Oil  Burner.  1414-23-SA 

Enco  Mechanical  Oil  Burner .  309-30- S A 

Enterprise  Rotary  Fuel  Oil  Burner .  ,c  «"ca 

Enterprise  Steam  Atomizing  Burner . 

Fess  Turbine  Burner,  Airoil  Fan  and  Pump  Set 

Fine-Glo  Oil  Burner .  178-35-SA 

Forsdraft  Oil  Burner .  41-34-SA 

Frankfort  Type  P  Oil  Burner .  1046-23-5 A 


15-33-SA 

26-22-SA 


Gem  Fuel  Oil 


Mahrvel  Low  — - - -  c 

Maxon  Oil  Burner  (New  Style) .  ^6-22-bA 

May  Oil  Burner .  ,5c*^ca 

Micron  Oil  Burner .  343-34-bA 

Midget  Oil  Burner . ; .  J35-34-bA 

Midget  Pressing  Machine  Oil  Burner .  1ZZ-30-5A 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114.. .  f27-31-bA 

Monarch  Industrial  Oil  Burner.............  133-33-5A 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3  and  MP-1 .  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-bA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 
Morse  Fuel  Oil  Burner .  820-Z3-5A 

National  Airoil  High  Pressure  Burner . 

National  Airoil  Low  Pressure  Burner.. .  186-Zy-bA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 
National  Barley  Rotary  Oil  Burner ....... ..  197-33-bA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

Nichols-McCann-Harrison  Burners .  255-31-bA 

North  American  Low  Pressure  Oil  Burner...  79Z-Z6-bA 

Oilbilt  Burner  . .  a 

Oronoque  Oil  Burner .  394-3U-5A 

Packard  Fuel  Oil  Burner  . .  77-34-SA 

Paramount  Oil  Burner,  Model  A....... .  V^'-fU-bA 

Peabody-Fisher  Wide  Range  Mech.  Oil  Burner 


644-21-SA 


Perfect-Pantex 


. . .  Burner .  111-26-SA 

General  Electric  Fuel  Oil  Burner,  Model  D-l  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 .  228-33-bA 

Ghapco  Steam  Generator .  348-31-bA 

Gilbert  &  Barker  Fuel  Oil  Burner..... .  ’°36-2l-bA 

Gold  Star  Oil  Burner,  Models  F  and  S .  "«’ca 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-bA 

Gould  Automatic  Oil  Burner . 

Grant  Oil  Burner,  Model  “C” . 

GRD  Fuel  Oil  Atomizer . ;•••••■•  128-2/-bA 

Greenawalt  Down  Draft  Combustion  Oil 

Burning  Furnace .  85-35-bA 

Hammond  Oil  Burner .  J^-31-SA 

Harris  Fuel  Oil  Burner. . . . . .  §90-30-5 A 

Hart  Oil  Burner,  Model  “H  . . . . .  a 

Hauck  Venturi  Low  Pressure  Oil  Burner -  88  2/-5A 

Hayward  Oil  Burner . . .  §^-30- S A 

Hayward  Oil  Burner,  Model  2000 .  iUq  oi’q 'a 

Hobeco  Oil  Burner . 

Holby  Oil  Burner .  328-27-bA 

Holby  Type  B  Fuel  Oil  Burner .  6^-29-bA 

Hupp  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34- S A 

Induslo  Fuel  Oil  Burner  1-27 .  5-24-SA 

Kelvinator  Oil  Burner,  Model  K .  105-34-SA 


436-31-SA 

Equipment .  367-21-SA 

504-23-SA 


_ _  Oil  Burner . . . .  271-33-SA 

Petro  Mechanical  Burner  and  Air  Register..  735-24-bA 

Petro  Model  W  Oil  Burner . .  452-31-bA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-1S  . .  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner,  Model  W-AH  . •.••••  614-32-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  O.  .  253-35-5 A 

Presto  Automatic  Oil  Burner .  2y4-34-bA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quigley  No.  10  Low  Pressure  Oil  Burner. 

Quinn  Oil  Burning  ~ 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B 
Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-Z8-5A 

Reynolds  Oil  Burner,  Model  GC .  266-34- S A 

Rockwell  Fuel  Oil  Burner .  341-21-5 A 

Rohr  Schanck  Fuel  Oil  Burner .  583-Z1-5A 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  11!5"?5‘Ia 

S.  &  K.  Wide  Range  Fuel  Oil  Burner .  10-33-bA 

S  K  Oil  Burner,  Model  F . .  369-33-5 A 

S.  T.  Johnson  Co.,  Type  30- A,  Rotary  Fuel 

Oil  Burner  . •••;  197-3Z-5A 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  . 

Simplex  Turbine  Fuel  Oil  Burner .  12S5‘?5"ca 

Standardyne  Oil  Burner .  iqLoTca 

Steam  Oil  Burner . . .  • ...  •  ••  •  •  ••  •••  •  ••  ‘^„oa 

Stephens  Oil  Burner,  Models  No.  1  and  No.  2  146-33-5A 

Stewart  Gasifier  Oil  Burner .  146-35-5A 
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APPROVED  APPLIANCES 


Name  of  Burner  Calendar  No. 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Surface  Combustion  Low  Pressure  Burner...  92-23-SA 
Syncro-Flame  Oil  Burner,  Model  R .  139-35-SA 

Tate-Jones  Fuel  Oil  Burner,  “L”  Type .  1254-24-SA 

Tate-Jones  No.  6  Oil  Burner . .  1444-23-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 

Todd  Mechanical  Fuel  Oil  Burner .  1525-22-SA 

Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 

Todd  Rotary  Burner,  Models  A,  B  and  C _  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Todd  Steam  Atomizing  Fuel  Oil  Burner....  123-23-SA 


Name  of  Burner  Calendar  No. 


Trojan  Domestic  and  Industrial  Fuel  Oil 
Burner  . 

667-28-S  A 

222-35-SA 
620-28- S  A 

184-34-SA 

275-34-SA 

44-32-SA 

16-34-SA 

108-34-SA 

1Q-7C.C  A 

United  States  Gun-type  Oil  Burner. 

United  States  Oil  Burner . 

Vapofier  Oil  Burner . 

Vapomatic  Oil  Burner . 

Vaporoil  Burner  . 

Warner  Oil  Burner.  Model  A . 

Wheco  Oil  Burner . 

Winslow  Kleen  Heet  Burner,  Models  805  and 
820  . 

Wizard  Automatic  Oil  Burner . 

181-33-SA 

Yorktown  Oil  Burner . 

Yorktown  Oil  Burner,  Model  A . 

166-33-SA 

3-35-SA 

APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 

A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35- SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easyway  Range  Oil  Burner,  Models  D27, 

.  DC27,  G 27  and  NG27 .  157-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat- 

ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  .  40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

cm  RH'9X**o .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  . 172-35-SA 

Florence  Range  Burners .  219-34- SA 

Fox  Range  Oil  Burner .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34-SA 

Hupp  Range  Oil  Burner,  Models  S.D.  and  CD.  309-34-SA 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

Kolrid  Range  Burner  .  48-34-SA 

Kres-Kno  Range  Oil  Burner,  Model  MD. 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

Loyalty  Range  Burner  .  302-34-SA 


Name  of  Burner 

Lynn-Range  Burner,  Models  Junior,  Lyore 
and  DeLuxe  . . 


M.W.  Bake  Oven  Range  Burner,  Model  448 
aj?d  Core  Oven  Range  Burner, 

Model  450  . 


M.W  Circulating  and  Radiant  Heaters. 

Models  501,  601,  701  and  801 . 

M-W;  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 
and  126-B . 


Maiestic  Range  Oil  Burner,  Modeis  27B  and 


Majestic  Space  Heater,  Models  247T  and  248* 
Majestic  Water  Heater,  Models  255A  and  255B 
Moderne  Range  Oil  Burner,  Models  Regular 
Junior  and  Firenew . 


National  Range  Oil  Burner  . 

No-Wyck-Koaless  Range  and  Stove  Oil*  Burner 

Odin  Beauty  (Space  Heater),  Models  61,  62, 
91  and  92 . 


Putnam  Range  Oil  Burner . 

Quaker  Burnoil  Stove  . 

Quick  Meal  Range  Burner  . 

Quick  Meal  Space  Heater,  Models  5672-0. 

5671-13,  5671-33  and  5671-35  . 

Quick  Meal  Water  Heater,  No.  5681-0 _ ” 


Calendar  No. 

238-33-SA 


367-34-SA 

366-34-SA 


364-34-SA 

180- 35-SA 

181- 35-SA 

182- 35-SA 

357-34-SA 

361-34-SA 

251-34-SA 

233-35-SA 
54-35- S  A 
11-31-SA 

304- 34- S  A 

306-34-SA 

305- 34-S  A 


Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-S^* 


Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  . 

Serv-Well  Space  Heater,  Models  247T  and  248 
Serv-Well  Water  Heater,  Models  255A  and 

255B . 

Silent  Glow  Range  Oil  Burner . 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  . 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051 . 


165- 35-SA 

166- 35-SA 

167- 35-SA 
1 72-34- S  A 
592-32-SA 

196-34-SA 

491-31-SA 


Tower  Range  Oil  Burner 


126-33-SA 


Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

.16S  and  !70  .  310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 
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RULES 


COVERING  THE  DESIGN  OF  REINFORCED  CONCRETE  FLAT  SLABS. 


Adopted  by  the  Board  of  Standards  and  Appeals,  July 

8  1920,  under  Cal.  395-20-S.  .  ,  . 

’  Rule  1.  Application.  The  rules  governing  the  design 
of  reinforced  concrete  flat  slabs  shall  apply  to  such  floors 
and  roofs  consisting  of  three  or  more  rows  of ^  slabs, 
without  beams  or  girders,  supported  on  columns  the  con¬ 
struction  being  continuous  over  the  columns  and  forming 
with  them  a  monolithic  structure.  ,  , 

Rule  2.  Compliance  with  Building  Code.  In  the  de¬ 
sign  of  reinforced  concrete  flat  slabs,  the  provisions  of 
article  16  of  the  building  code  shall  govern  with  respect 
to  such  matters  as  are  specified  therein. 

Rule  3.  Assumption*.  In  calculations  for  the  strength 
of  reinforced  concrete  flat  slabs,  the  following  assump- 

tions  shall  be  made  i  -  r, 

(a)  A  plane  section  before  bending  remains  plane  alter 

bending^he  mo(juius  Qf  elasticity  of  concrete  in  compres¬ 
sion  within  the  allowable  working  stresses  is  constant; 

(c)  The  adhesion  between  concrete  and  reinforcement 

is  perfect ;  .  .  . 

(d)  The  tensile  strength  of  concrete  is  ml, 

(e)  Initial  stress  in  the  reinforcement  due  to  contrac¬ 
tion  or  expansion  in  the  concrete  is  negligible. 

Rule  4.  Stresses,  (a)  The  allowable  unit  shear  in 
reinforced  concrete  flat  slabs  on  the  bd  section  around 
the  perimeter  of  the  column  capital  shall  not  exceed  one 
hundred  twenty  (120)  pounds  per  square  inch;  and  the 
allowable  unit  shearing  stress  on  the  bjd  section  around 
the  perimeter  of  the  drop  shall  not  exceed  sixty  (60) 
pounds  per  square  inch,  provided  that  the  reinforcement 
is  so  arranged  or  anchored  that  the  stress  may  be  fu  y 
developed  for  both  positive  and  negative  moments. 

(b)  The  extreme  fibre  stress  to  be  used  in  concrete 
in  compression  at  the  column  head  section  shall  not  ex- 
ceed  seven  hundred  fifty  (750)  pounds  per  square  inch. 

Rule  5.  Columns.  For  columns  supporting  reinforced 
concrete  flat  slabs,  the  least  dimension  of  any  column,  shall 
be  not  less  than  one-fifteenth  (1/15)  of  the  average  span 
of  any  slabs  supported  by  the  columns;  but  in  no  case  shall 
such  least  dimension  of  any  interior  column  supporting  a 
floor  or  roof  be  less  than  sixteen  (16)  inches  when  round 
nor  fourteen  (14)  inches  when  square;  nor  shall  the  least 
dimension  of  any  exterior  column  be  less  than  fourteen 
(14)  inches. 

Rule  6.  Column  Capital.  Every  reinforced  concrete 

column  supporting  a  flat  slab  shall  be  provided  with  a 
capital  whose  diameter  is  not  less  than  0.225  of  the  aver- 
age  span  of  any  slabs  supported  by  it.  Such  diameter  shall 
be  measured  where  the  vertical  thickness  of  the  capital  is 
at  least  one  and  one-half  (1}4)  inches,  and  shall  be  the 
diameter  of  the  inscribed  circle  in  that  horizontal  plane. 
The  slope  of  the  capital  considered  effective  below  the 
point  where  its  diameter  is  measured  shall  nowhere  make 
an  angle  with  the  vertical  of  more  than  forty-nve  (45) 
degrees.  In  case  a  cap  of  less  dimensions  than  herein- 
after  described  as  a  drop,  is  placed  above  the  column  cap¬ 
ital,  the  part  of  this  cap  enclosed  within  the  lines  of  the 
column  capital  extended  upward  to  the  bottom  of  the 
slab  or  drop  at  the  slope  of  forty-five  (45)  degrees  may 
be  considered  as  part  of  the  column  capital  in  determining 
the  diameter  for  design  purposes. 


Rule  7.  Drop.  When  a  reinforced  concrete  flat  slab 
is  thicker  in  that  portion  adjacent  to  or  surrounding  the 
column,  the  thickened  portion  shall  be  known  as  a  drop. 
The  width  of  such  drop  when  used,  shall  be  determined 
by  the  shearing  stress  in  the  slab  around  the  perimeter 
of  the  drop,  but  in  no  case  shall  the  width  be  less  than 
0.33  of  the  average  span  of  any  slabs  of  which  it  forms  a 
part.  In  computing  the  thickness  of  drop  required  by  the 
negative  moment  on  the  column  head  section,  the  width 
of  the  drop  only  shall  be  considered  as  effective  in  re¬ 
sisting  the  compressive  stress,  but  in  no  case  shall  the 
thickness  of  such  drops  be  less  than  0.33  of  the  thickness 


of  the  slab.  Where  drops  are  used  over  interior  columns, 
corresponding  drops  shall  be  employed  over  exterior  col¬ 
umns  and  shall  extend  to  the  one-sixth  (1/6)  point  of  the 
panel  from  the  center  of  the  column. 

Rule  8.  Slab  Thickness.  The  thickness  of  a  reinforced 
concrete  flat  slab  shall  be  not  less  than  that  derived  by 
the  formulae  t  =  0.024  LV  w  +  1)4  for  slabs  without 
drops,  and  t  =  0.02  L  V  w  +  1  for  slabs  with  drops,  in 
which  t  is  the  thickness  of  the  slab  in  inches,  L  is  the 
average  span  of  the  slab  in  feet,  and  w  is  the.  total  live 
and  dead  load  in  pounds  per  square  foot;  but  in  no  case 
shall  this  thickness  be  less  than  one-thirty-second  (1/32) 
of  the  average  span  of  the  slab  for  floors,  nor  less  than 
one-fortieth  (1/40)  of  the  average  span  of  the  slab  for 
roofs,  nor  less  than  six  (6)  inches  for  floors  nor  less  than 
five  (5)  inches  for  roofs. 

Rule  9.  Reinforcement.  (a)  In  the  calculation  of 

moments  at  any  section,  all  the  reinforcing  bars  which 
cross  that  section  may  be  used,  provided  that  such  bars 
extend  far  enough  on  each  side  of  such  section  to  de- 
velop  the  full  amount  of  the  stress  at  that  section.  The 
effective  area  of  the  reinforcement  at  any  moment  section 
shall  be  the  sectional  area  of  the  bars  crossing  such  sec¬ 
tion  multiplied  by  the  sine  of  the  angle  of  such  bars  with 
the  plane  of  the  section.  The  distribution  of  the  rein¬ 
forcement  of  the  several  bands  shall  be  arranged  to  fully 
provide  for  the  intermediate  moments  at  any  section.. 

(b)  Splices  in  bars  may  be  made  wherever  convenient 
but  are  preferably  at  points  of  minimum  stress.  The 
length  of  any  splice  shall  be  not  less  than  eighty  (80) 
bar  diameters  and  in  no  case  less  than  two  (2)  feet.  The 
splicing  of  adjacent  bars  shall  be  avoided  as  far  as  pos¬ 
sible.  Slab  bars  which  are  lapped  over  the  column,  the 
sectional  area  of  both  being  included  in  the  calculation 
for  negative  moment,  shall  extend  to  the  lines  of  inflec¬ 
tion  beyond  the  column  center. 

(c)  When  the  reinforcement  is  arranged  in  bands,  at 
least  fifty  (50)  per  cent  of  the  bars  in  any  band  shall  be 
of  a  length  not  less  than  the  distance  center  to  center 
of  columns  measured  rectangularly  and  diagonally;  on 
bars  used  as  positive  reinforcement  shall  be  of  a  length 
less  than  half  ()4)  the  panel  length  plus  forty  (40)  bar 
diameters  for  cross  bands,  or  less  than  seven-tenths 
(7/10)  of  the  panel  length  plus  forty  (40)  bar  diameters 
for  diagonal  bands  and  no  bars  used  as  negative  rein¬ 
forcement  shall  be  of  a  length  less  than  half  ()4)  the 
panel  length.  All  reinforcement  framing  perpendicular 
to  the  wall  in  exterior  panels  shall  extend  to  the  outer 
edge  of  the  panel  and  shall  be  hooked  or  otherwise 
anchored. 

(d)  Adequate  means  shall  be  provided  for  properly 
maintaining  all  slab  reinforcement  in  the  position  as¬ 
sumed  by  the  computations. 

Rule  10.  Line  of  Inflection.  In  the  design  of  rein¬ 
forced  concrete  flat  slab  construction,  for  the  purpose  of 
making  calculations  of  the  bending  moments  at  sections 
other  than  defined  in  these  rules,  the  line  of  inflection 
shall  be  considered  as  being  located  one-quarter  04)  the 
distance,  center  to  center,  of  columns,  rectangularly  and 
diagonally,  from  center  of  columns  for  panels  without 
drops,  and  three-tenths  (3/10)  of  such  distance  for  panels 
with  drops. 

Rule  11.  Moment  Sections.  For  the  purpose  of  de¬ 
sign  of  reinforced  concrete  flat  slabs,  that  portion  of  the 
section  across  a  panel,  along  a  line  midway  between  col¬ 
umns,  which  lies  within  the  middle  two  quarters  of  the 
width  of  the  panel  shall  be  known  as  the  inner  section, 
and  those  portions  of  the  section  in  the  two  outer  quar¬ 
ters  of  the  width  of  the  panel  shall  be  known  as  the  outer 
sections.  Of  the  section  which  follows  a  panel  edge  from 
column  to  column  and  which  includes  the  quarter  peri¬ 
meters  of  the  edges  of  the  column  capitals,  that  portion 
within  the  middle  two  quarters  of  the  panel  width  shall 
be  known  as  the  mid  section  and  the  two  remaining  por¬ 
tions,  each  having  a  projected  width  equal  to  one-quarter 
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of  the  panel  width,  shall  be  known  as  the  column  head 
sections. 

Rule  12.  Bending  Moments.  In  the  design  of  rein¬ 
forced  concrete  flat  slabs  the  following  provisions  with 
respect  to  bending  moments  shall  be  observed.  In  the 
moment  expressions  used : 

W  is  the  total  dead  and  live  load  on  the  panel  under 
consideration,  including  the  weight  of  drop  whether  a 
square,  rectangle  or  parallelogram; 

Wi  is  the  total  live  load  on  the  panel  under  considera¬ 
tion; 

L  is  the  length  of  side  of  a  square  panel  center  to 
center  of  columns;  or  the  average  span  of  a  rectangular 
panel  which  is  the  mean  length  of  the  two  sides; 

n  is  the  ratio  of  the  greater  to  the  less  dimension  of 
the  panel; 

h  is  the  unsupported  length  of  a  column  in  inches, 
measured  from  top  of  slab  to  base  of  capital ; 

I  is  the  moment  of  inertia  of  the  reinforced  concrete 
column  section. 


A.  Interior  Square  Panels.  The  numerical  sum  of 
the  positive  and  negative  moments  shall  be  not  less  than 
1/17  W.  L.  A  variation  of  plus  or  minus  five  (5)  per 
cent  shall  be  permitted  in  the  expression  for  the  moment 
on  any  section,  but  in  no  case  shall  the  sum  of  the  nega¬ 
tive  moments  be  less  than  sixty-six  (66)  per  cent  of 
the  total  moment,  nor  the  sum  of  the  positive  moments 
be  less  than  thirty-four  (34)  per  cent  of  the  total  moment 
for  slabs  with  drops ;  nor  shall  the  sum  of  the  negative 
moments  be  less  than  sixty  (60)  per  cent  of  the  total 
moment,  nor  the  sum  of  the  positive  moments  be  less 
than  forty  (40)  per  cent  of  the  total  moment  for  slabs 
without  drops. 

.  In  two-way  systems,  for  slabs  with  drops,  the  nega- 
tive  moment  resisted  on  two  column  head  sections  shall 
he  —  1/32  W.  L;  the  negative  moment  on  the  mid  sec¬ 
tion  shall  be  1/33  W  L,  the  positive  moment  on 
the  two  outer  sections  shall  be  +  1/80  W  L  and  the 
positive  moment  on  the  inner  section  shall  be  4-  1/133 
W.L,  and  for  slabs  without  drops,  the  negative  moment 
resisted  on  two  .  column  head  sections  shall  be  —  1/36 
W  L,  the  negative  moment  on  the  mid  section  shall  be 
~T  V133  W  L,  the  positive  moment  on  the  two  outer 
sections,  shall  be  4-  1/63  W  L  and  the  positive  moment 
on  the  inner  section  shall  be  +  1/133  W  L. 

2.  In  four-way  systems,  the  negative  moments  shall  be 
as  specified  for  Two-Way  Systems;  the  positive  moment 
on  the  two  outer  sections  shall  be  4-  1/100  W  L  and 
the  positive  moment  on  the  inner  section  shall  be  4-  1/100 

f°r  slabs  with  drops;  and  the  positive  moment  on 
the.  two  outer  sections  shall  be  4-  1/174  W  L  and  the 
positive  moment  on  the  inner  section  shall  be’ +  1/100 
W  L,  for  slabs  without  drops. 

3.  In  three-way  systems,  the  negative  moment  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  two  outer  sections,  shall  be  as  specified  for  Four- 
Way  Systems.  In  the  expression  for  the  bending  mo¬ 
ments  on  the  various  sections,  the  length  L  shall  be 
assumed  as  the  distance  center  to  center  of  columns 
and  the  load  W  as  the  load  on  the  parallelogram  panel. 

B.  Interior  Rectangular  Panels. 

1.  When  the  ratio  n  does  not  exceed  1.1,  all  compu¬ 
tations  shall  be  based  on  a  square  panel  of  a  length 
equal  to  the .  average  span,  and  the  reinforcement  shall 
be  equally  distributed  in  the  short  and  long  directions 
according  to  the  bending  moment  coefficients  specified 
tor  interior  square  panels. 

2.  When  the  ratio  n  lies  between  1.1  and  1.33,  the 
bending  moment  coefficient  specified  for  interior  square 
panels  shall  be  applied  in  the  following  manner : 

(a)  In  two-way  systems,  the  negative  moments  on  the 
two  column  head  sections  and  the  mid  section  and  the 
positive  moment  on  the  two  outer  sections  and  the 
inner  section  at  right  angles  to  the  long  direction  shall 
oe  determined  as  for  a  square  panel  of  a  length  equal  to 


the  greater  dimensions  of  the  rectangular  panel ;  and  the 
corresponding  moments  on  the  sections  at  right  angles 
to  the  short  direction  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  lesser  dimensions  of  the 
rectangular  panel.  In  no  case  shall  the  amount  of  re¬ 
inforcement  in  the  short  direction  be  less  than  two-thirds 
(2/3)  of  that  in  the  long  direction.  The  load  W  shall 
be  taken  as  the  load  on  the  rectangular  panel  under  con¬ 
sideration. 

(b)  In  four-way  systems,  for  the  rectangular  bands,  the 
negative  moment  of  the  column  head  sections  and  the 
positive  moment  on  the  outer  sections  shall  be  determined 
in  the  same  manner  as  indicated  for  two-way  systems. 

For  the  diagonal  bands  the  negative  moments  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  inner  section  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  average  span  of  the  rec¬ 
tangle.  The  load  W  shall  be  taken  as  the  load  on  the 
rectangular  panel  under  consideration. 

(c)  In  three-way  systems,  the  negative  and  positive  mo¬ 
ments  on  the  bands  running  parallel  to  the  long  direc¬ 
tion  shall  be  determined  as  for  a  square  whose  side  is 
equal  to  the  greater  dimension;  and  the  moments  on 
the  bands,  running  parallel  to  the  short  direction  shall 
be  determined  as  for  a  square  whose  side  is  equal  to 
the  lesser  dimension.  The  load  W  shall  be  taken  as  the 
load  on  the  parallelogram  panel  under  consideration. 

C.  Exterior  Panels.  The  negative  moments  at  the 
first  interior  row  of  columns  and  the  positive  moments 
at  the  center  of  the  exterior  panels  on  moment  sections 
parallel  to  the  wall,  shall  be  increased  twenty  (20)  per 
cent  over  those  specified  above  for  interior  panels.  The 
negative  moment  on  moment  sections  at  the  wall  and 
parallel  thereto  shall  be  determined  by  the  conditions  of 
ruS^a*n^’  the  negative  moment  on  the  mid  section 
shall  never  be  considered  less  than  fifty  (50)  per  cent 
and  the  negative,  moment  on  the  column  head  section 
never  less  than  eighty  (80)  per  cent  of  the  correspond- 
mg  moments  at  the  first  interior  row  of  columns. 

D.  Interior  Columns  shall  be  designed  for  the  bend¬ 
ing  moments  developed  by  unequally  loaded  panels,  ec¬ 
centric  loading  or  uneven  spacing  of  columns.  ’  The 
bending  moment  resulting  from  unequally  loaded  panels 
shall  be  considered  as  1/40  Wa  L,  and  shall  be  resisted 
by  the  columns  immediately  above  and  below  the  floor 
line  under  consideration  in  direct  proportion  to  the  values 
of  their  ratios  of  I/h. 

E.  Wall  Columns  shall  be  designed  to  resist  bending 
in  the  same  manner  as  interior  columns,  except  that  W 
shall  be  substituted  for  Wi  in  the  formula  for  the  mo¬ 
ment.  The  moment  so  computed  may  be  reduced  by  the 
counter  moment  of  the  weight  of  the  structure  which 
projects  beyond  the  center  line  of  the  wall  columns. 

F.  Roof  Columns  shall  be  designed  to  resist  the  total 
moment  resulting  from  unequally  loaded  panels,  as  ex¬ 
pressed  by  the  formulae  in  paragraphs  (D)  and  (E)  of 
this  rule. 


Rule  13.  Walls  and  Openings.  In  the  design  and 
construction  of  reinforced  concrete  flat  slabs,  additional 
slab  thickness,  girders  or  beams  shall  be  provided  to 
carry  any  walls  or  concentrated  loads  in  addition  to  the 
specified  uniform  live  and  dead  loads.  Such  girders  or 
beams  shall  be  assumed  to  carry  twenty  (20)  per  cent 
of  tfie  total  live  and  dead  panel  load  in  addition  to  the 
wall  load.  Beams  shall  also  be  provided  in  case  openings 
in  the  floor  reduce  the  working  strength  of  the  slab  below 
the  prescribed  carrying  capacity. 

Rule  14.  Special  Panels.  For  structures  having  a 
width  of  less  than  three  (3)  rows  of  slabs,  or  in  which 
exterior  drops,  capitals  or  columns  are  omitted,  or  in 
which  irregular  or  special  panels  are  used,  and  for  which 
the  rules  relating  to  the  design  of  reinforced  flat  slabs 
do  not  directly  apply,  the  computations  in  the  analysis 
v  design  of  such  panels,  shall,  when  so  required, 
be  hied  with  the  commissioner  of  buildings. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304_3S_ A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

305-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  Gty. 

364-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 

1279-25-SA— Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29- S A — Kennedy  2^-inch  Hose  Outlet  Valve,  Type 

“A”. 

359-30-  SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA — Progressive  Press  Machine  Oil  Burner. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35- S A — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA-— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA — Ryan  Marvel  Oil  Burner,  Model  M. 


123-35-SA— National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA— Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.1  and 

H.W.2. 

163-35-S A— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA— National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

21 7- 35-SA— Brigham  Oil  Burner. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200.  201  and  300.  ,  J  _ 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 
265-35-SA— French  Automatic  Oil  Burner,  Model  5  De 


Luxe. 

266-35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 
300,  305.  310,  315  and  320. 

269-35-SA — Kamy  Oil  Burner. 

274-35-SA— Econ-O-Matic  Fuel  Oil  Burner.  Model  41. 
313-35-SA— Peoples  Silent  Oil  Burner,  Models  O  and  G. 
329-35-SA— Baker  Perkins  Atomizing  Type  Mechanical 

C*  Oil  Dnmar  P  AflH  LlJ  LOU* 


trols. 

343-35-S  A— Pacific  Oil  Burner.  . 

352-35-SA— ' Todd  Fuel  Oil  Fill  Pipe  Terminal. 

11-36-SA — Hipoint  Oil  Burner,  Models  A-2,  B-2  and 


15-36-SA — Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

21-36-SA — Herco  Oil  Burner,  Models  R-15  and  R-35. 
24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
chick  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 
Room  1001,  Municipal  Building, 

New  York  City. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name_ 


Street. 


P.  O. 


My  Subscription  is  to  begin  with  the  issue  for- 


1936. 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  March  10,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  281-35-BZ,  300-35-BZ,  303- 
35-BZ,  315-35-BZ,  225-35-BZ,  6-36-BZ  and  270-35-BZ. 

Minutes  of  Regular  Meeting,  March  10,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  510-27-BZ,  362-35-BZ,  341- 
35-BZ,  360-35-BZ,  352-29-BZ,  234-35-BZ,  319-35-BZ, 
608-29-BZ,  184-29-BZ,  816-24-BZ,  332-34-BZ,  1-36-A, 
48-36-A,  40-36-A,  187-35-A,  269-35-SA,  329-35-SA  and 
11-36-SA. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  March  16,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  March  23,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the1  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 


RULES 


New  Cases  Filed  up  to  March  11,  1936 

Cal.  No.  Department  Premises  Affected 

49-36-SA . F.D . Quiet  Heet  Oil  Burner, 

Appliance. 


50-36-BZ . D.B.Bx . 2555  Jerome  avenue  and  2 

West  192nd  street,  southwest 
corner  (Block  3201,  Lot  30), 
Borough  of  The  Bronx, 

Decision. 


51-36-BZ . D.B.Q . 153-02  Hillside  avenue  and  87- 

61  153rd  street,  southeast 

corner  (Block  838,  Lot  13), 
Jamaica,  Borough  of  Queens, 
Applic.  262-36. 


52-36-BZ . D.B.M . 218  East  97th  street,  south 

side,  285  ft.  east  of  3rd  ave¬ 
nue  (Block  1646,  Lot  37), 
Borough  of  Manhattan, 

Decision. 


53-36-A . F.D . 108,  110,  112,  114,  118  and  120 

North  6th  street,  south  side, 
151  ft.  west  of  Berry  street 
(Block  2334,  Lot  20),  Bor¬ 
ough  of  Brooklyn, 

67603-L.C. 


54-36-BZ . D.B.B . 2240-2250  Ocean  parkway  and 

515-531  Gravesend  Neck  road, 
northwest  corner  (Block  7157, 
Lot  16),  Borough  of  Brook¬ 
lyn, 

Viol.  847-36. 


Restored  to  Calendar 

352-29-BZ . D.B.B . 212-220  East  98th  street,  south¬ 

west  corner  of  Kings  high¬ 
way  (Block  4633,  Lot  34), 
Borough  of  Brooklyn, 

Applic.  1078-36. 


234-35-BZ . D.B.B . 1065  Hopkinson  avenue  and 

1360-1370  Linden  boulevard, 
southeast  corner  (Block  3641, 
Lot  28),  Borough  of  Brook¬ 
lyn, 

Applic.  8554-35. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


Last  Publication  in  Bulletin 

Certificate  of  Occupancy,  approved  „ 

forms  . ....Aug.  2,  1932 — Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules .  Mar.  10,  1936 — Vol.  21,  No.  10 

Concrete  Rules  (Hydrated  Lime)... Mar.  17,  1936 — Vol.  21,  No.  11 

Elevator  rules  . Mar.  3,  1936 — Vol.  21,  No.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935 — Vol.  20,  No.  1 

Factory  Exit  Rules . Tune  4,  1935 — Vol.  20,  No.  23 

Fire  Alarm  Rules  (Interior) . May  28,  1935 — Vol.  20,  No.  22 

Fire  Drill  Rules . Oct.  29,  1935— Vol.  20,  No.  44 

Fire  Retarding  Rules  for  Garages,  „ 

etc . Feb.  18,  1936— Vol.  21,  No.  7 

Fireproof  Wood,  Testing  of . Apr.  9,  1935 — Vol.  20,  No.  15 

Frame  Garages,  Ruling  for . Jan.  21,  1919 — Vol.  4,  No.  3 

Gas  Shut-Off  Rules . Apr.  7,  1925— Vol.  10,  No.  14 

Hatchway  Protection  . Tune  5,  1928— Vol.  13,  No.  23 

Oil  Burner  Rules . Mar.  10,  1936 — Vol.  21,  No.  10 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov.  27,  1934 — Vol.  19,  No.  48 

Platform  Trucks,  Specifications  for. Jan.  28,  1936 — Vol.  21,  No.  4 

Plumbing  Rules  . Mar.  17,  1936 — Vol.  21,  No.  11 

Procedure,  Rules  of . Feb.  25,  1936 — Vol.  21,  No.  8 

Refrigerating  Systems,  Extract  C.O.Jan.  28,  1936 — Vol.  21,  No.  4 
Smoking  in  Factories,  Rules  for.... July  9,  1935 — Vol.  20,  No.  28 

Sprinkler  Rules  . Feb.  25,  1936 — Vol.  21,  No.  8 

Standpipe  Fireline  Rules . Feb.  18,  1936 — Vol.  21,  No.  7 

Structural  Alterations,  Reporting. ..  June  7,  1932 — Vol.  17,  No.  23 

Tank  Trucks,  Gasoline,  etc . Jan.  7,  1936 — Vol.  21,  No.  1 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Mar. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar. 

Fuel  Oil  Fill  Pipe  Terminals . Mar. 

Fuel  Oil  Burners  for  Industrial  Use.Mar. 

Fuel  Oil  Pumps . Mar. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Mar. 


5,  1935— Vol.  20,  No.  10 
10,  1936— Vol.  21,  No.  10 

10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 


26,  1935— Vol.  20,  No.  48 
10,  1936— Vol.  21,  No.  10 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  16,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

290-35-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Rieka  Bender, 
owner. 

PREMISES — 32-34  Herbert  street  and  489-497  Humboldt 
street,  southwest  corner  (Block  No.  2830,  Lot  Nos. 
15,  16  and  17),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


328-35-BZ. 

APPLICANT — Cadwalader,  Wickersham  and  Taft,  for 
Margaret  C.  S.  Carroll  and  Francis  Smyth,  own- 
ers. 

PREMISES — 922  Westchester  avenue  and  918  Rogers 
place,  southeast  corner  and  909-923  East  163rd 
street  (Block  No.  2697,  Lot  No.  35),  Borough  of 
The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  parking  and  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 


MARCH  17,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
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on  the  following  matters,  excepting  cases  which  have  been 

heard  and  on  which  decision  has  been  reserved  without 

further  argument,  pending  an  inspection  and  a  report  with 

recommendation  by  the  committee  of  the  board : 

cal.  no.  31-33-BZ — Application  of  John  J.  M.  O’Shea, 
applicant,  on  behalf  of  Denis  P.  Healy, 
owner,  reopened  June  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station — previously 
granted  by  the  board  for  a  temporary 
period  of  two  (2)  years  (temporary 
permit  has  expired  and  station  has 
not  been  erected)  ;  premises  610-622 
Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot 
Nos.  40  and  43),  Borough  of  Brooklyn. 

cal.  no.  18-36-BZ — Application,  January  30,  1936,  under 
sections  7c,  7e  and  21  of  the  building 
zone  resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 

cal.  no.  242-35-BZ — Application,  September  13,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  James  J.  Skehan  and 
Anna  Skehan,  applicants  and  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  1620  Castle 
Hill  avenue,  southeast  corner  of 
Glover  street  (Block  No.  3989,  Lot 
Nos.  10  and  11),  Borough  of  The 
Bronx. 

cal.  no.  338-35-BZ — Application,  November  26,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jr., 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,-  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

cal.  no.  353-35-BZ — Application,  December  14,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  W.  Rappold, 
applicant,  on  behalf  of  Reinhold  A. 
Skelton,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5) 
motor  vehicles;  premises  86-08  Broad¬ 
way,  west  side,  62  ft.  south  of  51st 


avenue  (Maurice  avenue)  ;  (Block  No. 
1549,  Lot  No.  12),  Elmhurst,  Borough 
of  Queens. 

CAL.  NO.  19-36-BZ— Application,  January  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S.  J.  Reckford, 
et  al.,  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 

Appeal  from  Administrative  Order 

41-36-A — 883-889  First  avenue  and  349-363  East  49th  street, 
northwest  corner  (Block  No.  1342,  Lot  Nos! 
20  to  26),  Borough  of  Manhattan. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  23,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

336-35-BZ. 

APPLICANT — Stein  and  Wiener,  substituted  for  Abra¬ 
ham  M.  Schwartz,  for  Sarah  Gordon,  owner. 

PREMISES — 3312  Boston  road,  east  side,  208.15  ft.  north 
of  Gun  Hill  road  (Block  No.  4732,  Lot  No.  12), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 

604-3 1-BZ. 

APPLICANT — Glynn,  Smith  and  Narins,  for  Four  Nas¬ 
sau  Realty  Corporation,  owner. 

PREMISES — Northwest  corner  of  Main  street  and  Nas¬ 
sau  boulevard  (Block  No.  6382,  Lot  No.  25), 
Flushing,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  February  4,  1936), 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

4-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Julius  Bichov- 
sky,  owner. 

PREMISES — 133-54  Lefferts  boulevard,  northwest  corner 
of  135th  avenue  (Dumont  avenue)  ;  (Block  No. 
2580,  Lot  No.  1),  Richmond  Hill,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

20-36-BZ. 

APPLICANT— Samuels  and  Samuels,  for  James  A. 
Trowbridge,  Jr.,  owner. 

PREMISES— 101  East  108th  street  and  1481-1483  Park- 
avenue,  northeast  corner  (Block  No.  1636,  Lot 
No.  1),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

335-35-BZ.  - 

APPLICANT — Paul  R.  Silverstein,  for  Anna  Gidseg, 

owner.  ,  ,  .  ,  , ,  _ 

PREMISES— 167-03  to  167-09  108th  road,  north  side,  117 
ft.  5  in.  west  of  Merrick  road  (Block  No.  1241, 
Lot  No.  18),  Jamaica,  Borough  of  Queens. 
APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  warehouse,  garage  for  five  (5) 
motor  vehicles  and  loading  platform. 


MARCH  24,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
24,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

CAL.  NO.  280-35-BZ— Application,  October  11,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Reydel,  Jr.,  applicant, 
on  behalf  of  Borden’s  Farm  Products 
Co.,  Inc.,  and  the  Estate  of  Chester  S. 
Kingman  (Brooklyn  Trust  Co.,  Trus¬ 
tee),  owners,  to  permit  in  a  business 
district  the  erection  of  an  extension  to 
an  existing  milk  bottling  plant  with 
the  omission  of  the  required  rear 
yard;  premises  11-21  Quincy  street, 
north  side,  87  ft.  east  of  Downing 
street  and  32-38  Lexington  avenue 
(Block  No.  1969,  Lot  Nos.  66  and  33), 
Borough  of  Brooklyn. 

jcl.  no.  326-35-BZ— Application,  November  12,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Isaac  Schach- 
ne,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station;  premises 
208  Boerum  street  and  296  Bushwick 
avenue,  southwest  corner  (Block  No. 
3081,  Lot  Nos.  15  and  16),  Borough  of 
Brooklyn. 

cal.  no.  351-35-BZ — Application,  December  13,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Jerrold  Kane,  applicant,  on  be¬ 
half  of  Camager  Corporation,  owner, 
to  permit  in  a  business  district  the 
maintenance  of  a  parking  space  for 
more  than  five  (5)  motor  vehicles; 
premises  35-40  Junction  boulevard, 
west  side,  100.8  ft.  north  of  37th  ave¬ 
nue  (Block  No.  1469,  Lot  Nos.  1  and 
26),  Corona,  Borough  of  Queens. 

cal.  no.  93-33-BZ — Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  T.  H.  Fraser  Mort¬ 
gage  Corp.,  owner,  reopened  January 
21,  1936,  under  section  7c  of  the 
building  zone  resolution,  to  permit 
partly  in  an  unrestricted  district  and 
partly  in  a  business  district  the  erec¬ 


tion  and  maintenance  of  a  gasoline 
service  station;  premises  246-250  At¬ 
lantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  24.  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

1-36-A — 1404-1414  East  New  York  avenue,  south  side,  be¬ 
tween  Amboy  and  Herzl  streets  (Block  No. 
3495,  Lot  Nos.  12  and  16),  Borough  of 
Brooklyn. 

12-36- A— 279-283  Fourth  avenue  and  100  East  22nd  street, 
southeast  corner  (Block  No.  877,  Lot  No.  89), 
Borough  of  Manhattan. 

39-36-A — 1492-1494  Bushwick  avenue,  south  side,  63  ft.  6 
in.  east  of  Granite  street  (Block  No.  3461,  Lot 
No.  32),  Borough  of  Brooklyn. 

Appliance  Submitted  for  Approval 

49-36-SA — Quiet  Heet  Oil  Burner. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
24,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  267-35-BZ — Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros¬ 
kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant ;  premises  73-02  to  73-20 
and  74-02  to  74-16  Amstel  boulevard, 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 

cal.  no.  695-29-BZ — Application  of  Louis  Curcio,  appli¬ 
cant,  on  behalf  of  Hulon  Realty  Cor¬ 
poration,  owner,  reopened  March  3, 
1936,  under  section  7f  of  the  building 
zone  resolution,  for  consideration  as 
to  extension  of  time  of  permit — re 
Application,  granted  on  condition,  un¬ 
der  section  7f  of  the  building  zone 
resolution,  permitting  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station;  premises 
southwest  corner  of  Wilkinson  avenue 
and  Westchester  avenue  (Block  No. 
4235,  Lot  Nos.  36  and  38),  Borough 
of  The  Bronx. 


cal.  no.  281-35-BZ — Application,  October  11,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Abraham  Wilson,  applicant, 
substituted  for  Michael  Glick,  on  be¬ 
half  of  Nosmarba  Realties,  Inc., 
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owner,  to  permit  in  a  residence  dis¬ 
trict  the  alteration  and  change  of  oc¬ 
cupancy  of  part  of  a  multiple  dwelling 
to  business  use  (stores)  ;  premises 
2295  Grand  Concourse,  southwest  cor¬ 
ner  of  East  183rd  street  (Block  No. 
3163,  Lot  No.  22),  Borough  of  The 
Bronx. 

CAL.  NO.  300-35-BZ— Application,  October  30,  1935,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  William  Richter,  appli¬ 
cant,  an  behalf  of  Arthill  Realty  Cor¬ 
poration,  owner,  to  permit  in  a  business 
district  the  extension  of  an  existing 
gasoline  service  station ;  premises  2664- 
2694  Ocean  parkway,  west  side,  15  ft. 
south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of 
Brooklyn. 

cal.  no.  510-27-BZ — Application  of  Edwin  H.  Snacken- 
berg,  applicant,  on  behalf  of  Stony 
Road  Corporation,  present  owner,  re¬ 
opened  February  18,  1936,  for  consider¬ 
ation  of  an  amendment  to  the  resolu¬ 
tion  of  July  17,  1928 — -re  Application, 
granted  on  condition,  under  sections 
7g  and  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises 
southwest  corner  of  Cypress  Hills 
road  and  Cooper  avenue  (Block  No. 
2882.  part  of  Lot  No.  8),  Ridgewood. 
Borough  of  Queens. 

g.-vl.  no.  362-35-BZ — Application,  December  28,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  &  Siegel,  ap¬ 
plicants,  on  behalf  of  Dominick  Salvato 
Co.,  Inc.,  owners,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  multiple  dwelling  with  busi¬ 
ness  use  (stores)  on  the  first  story; 
premises  2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  south¬ 
west  corner  (Block  No.  3161,  Lot  Nos. 
18  to  23  inclusive),  Borough  of  The 
Bronx. 


cal.  no.  341-35-BZ — Application,  November  29,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Goodman,  applicant,  on 
behalf  of  Department  of  Water  Supply, 
Gas  and  Electricity,  City  of  New  York, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  and  repair  shop  and  also,  stor¬ 
age  yard;  premises  northwest  corner  of 
Cornish  avenue  and  Poyer  street 
(Block  No.  1538,  Lot  No.  78).  Elm¬ 
hurst,  Borough  of  Queens. 

cal.  no.  360-35-BZ — Application,  December  23,  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie 
Spinelly,  owners,  to  permit  in  a  busi¬ 
ness  district  the  extension  of  an  exist¬ 


ing  gasoline  service  station  and  also 
the  inclusion  of  a  brake  testing  room ; 
premises  2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend 
Neck  road  (Block  No.  7371,  Lot  Nos. 
68  and  70),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  30,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

30-36-BZ. 

APPLICANT — Samuels  &  Samuels,  for  Meyer  Randolph, 
owner. 

PREMISES — 708  Bedford  avenue  and  15-17  Lynch  street, 
northwest  corner  (Block  No.  2230,  Lot  No.  37), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

67-33-BZ. 

APPLICANT — Michael  Glick,  for  Harry  Weisberg, 
owner. 

PREMISES — 3900  Baychester  avenue  and  1225  East  233rd 
street,  northeast  corner  (Block  No.  4955,  Lot  No. 
1),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  24,  1935), 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
gasoline  service  station — previously  granted  by  the 
board  for  a  temporary  period  which  has  expired. 


MARCH  31,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
31,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  122-31-BZ — Application  of  Samuels  and  Samuels, 
applicants,  on  behalf  of  Andrew  N. 
Miller,  owner,  reopened  October  1, 
1935,  under  section  7f  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  maintenance  of  a  gasoline 
service  station  for  a  further  temporary 
period  of  two  (2)  years;  premises 
141-09  Lincoln  avenue,  northwest  cor¬ 
ner  of  142nd  street  (Block  No.  1122, 
Lot  No.  134),  South  Jamaica,  Borough 
of  Queens. 

cal.  no.  245-35-BZ — Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  A.  Cantore,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  the  alteration  and  extension  of 
an  existing  store;  premises  36-18  30th 
street,  west  side,  164.17  ft.  south  of 
Washington  avenue  (Block  No.  342, 
Lot  No.  31),  Astoria,  Borough  of 
Queens. 

cal.  no.  126-35-BZ — Application,  May  18,  1935,  under  sec- 
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tion  21  of  the  building  zone  resolution, 
of  Edwin  H.  Snackenberg,  applicant, 
on  behalf  of  Sidney  Hollaender, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution;  re¬ 
opened  and  restored  to  calendar  Octo¬ 
ber  22,  1935)  ;  premises  182-01  to  182- 
09  Hillside  avenue  and  87-23  to  87-31 
182nd  street,  northeast  corner  (Block 


No.  996,  Lot  No.  1),  Jamaica,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 

MARCH  31,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

48-36- A— 1701-1703  Sheepshead  Bay  road  and  1708-1718 
Voorhies  avenue,  southeast  corner  (Block  No. 
7492,  Lot  No.  104),  Borough  of  Brooklyn. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MARCH  10,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  March  3,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
March  3,  1936,  were  approved  as  printed  in  Bulletin  No. 
10,  Vol.  XXI. 


BUILDING  ZONE  CASES 

281-35-BZ. 

APPLICANT— Abraham  Wilson,  substituted  for  Michael 
Glick,  for  Nosmarba  Realties,  Inc.,  owner. 
SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
alteration  and  change  of  occupancy  of  part  of  a 
multiple  dwelling  to  business  use  (stores). 
PREMISES  AFFECTED— 2295  Grand  Concourse,  south¬ 
west  corner  of  East  183rd  street  (Block  No.  3163, 
Lot  No.  22),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Abraham  Wilson  and  Richard  A. 
Abramson. 

For  Opposition :  None. 

ACTION  OF  BOARD— Laid  over  to  March  24,  1936,  at 
2  p.m.,  for  report  of  committee  on  inspection. 
No  further  argument. 


300-35-BZ. 

APPLICANT — William  Richter,  for  Arthill  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  extension  of  an  existing  gasoline 
service  station. 

PREMISES  AFFECTED— 2664-2694  Ocean  parkway,  west 
side,  15  ft.  south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of  Brooklyn.  . 

APPEARANCES— 

For  Applicant:  William  Richter  and  Jack  Mac- 
Grill. 

For  Opposition :  L.  C.  Squire. 

ACTION  OF  BOARD— Laid  over  to  March  24,  1936,  at 
2  p.m.,  for  further  information. 


303-35-BZ. 

APPLICANT — William  E.  Kennedy,  for  Montour  Hold¬ 
ing  Corp.,  owner. 


SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 28-10  Cross  Island  boulevard 
and  28-09  171st  street,  southwest  corner  (Block 
No.  4932,  Lot  No.  6),  Flushing,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  William  E.  Kennedy. 

For  Opposition:  Harry  K.  Nadell,  John  J.  Clark, 
Jr.,  George  S.  Aveson,  Isidor  Mates,  William 
Williams  and  David  S.  Kumble. 

ACTION  OF  BOARD— Application  withdrawn  upon  re¬ 
quest  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


315-35-BZ. 

APPLICANT— William  E.  Kennedy,  for  Triboro  Homes, 
Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 90-02  Astoria  boulevard, 

southeast  corner  of  90th  street  (Block  No.  1364, 
Lot  No.  68),  East  Elmhurst,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  William  E.  Kennedy,  Anthony 
Gritti  and  G.  H.  Murphy. 

For  Opposition:  Jabez  E.  Dunningham,  Chester 
Mayer,  L.  C.  Squire,  Mrs.  George  Muller, 
Mrs.  Barbara  Squeri,  Christian  G.  Scheurer 
and  Joseph  Frederich. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . •  •• .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Absent  .  ® 

THE  RESOLUTION— 

(315-35-BZ) 

Whereas,  William  E.  Kennedy,  for  Triboro  Homes, 

Inc.,  owner,  filed  November  7,  1935,  an  application  under 

the  building  zone  resolution  to  permit  partly  in  a  business 

district  and  partly  in  a  residence  district,  the  erection  and 
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maintenance  of  a  gasoline  service  station ;  premises :  90-02 
Astoria  boulevard,  southeast  corner  of  90th  street  (Block 
No.  1364,  Lot  No.  68),  East  Elmhurst,  Borough  of  Queens; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  10,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Astoria  boulevard  is  in  a 
business  district;  90th  street  is  in  a  residence  and  business 
district;  90th  place  is  in  a  residence  and  business  district 
and  91st  street  is  in  a  residence  and  business  district  and 
30th  avenue  is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  28,  1935,  re  Plan  No.  4138-35,  reads : 

“The  erection  of  a  gasoline  service  station  on  a  lot 
which  is  located  in  a  business  and  residence  district 
is  contrary  to  the  zone  law  (art.  2,  sec.  4a  and  26, 
BZR).  Not  further  considered.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  88.7  ft.  on  Astoria 
boulevard  and  126.2  ft.  on  90th  street— upon  which  it  is 
proposed  to  erect  a  one-story  office  and  auto  laundry 
building  20  ft.  by  28  ft.  in  area,  grease  pits  and  the  neces¬ 
sary  tanks  and  pumps  for  a  gasoline  service  station.  A 
small  area  at  the  southwest  corner  of  the  plot  is  located 
in  the  residence  district  and  the  remainder  of  the  plot  is 
in  the  business  district ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises  on 
March  5,  1936 ;  and 

Whereas,  Astoria  boulevard  is  now  undergoing  widen¬ 
ing  and  improvement,  completion  of  which  is  expected  this 
year ;  and 

Whereas,  such  improvement  should  encourage  the  con¬ 
struction  of  conforming  buildings;  and 

Whereas,  for  these  and  other  reasons  the  board  deems 
that  the  applicant  did  not  substantiate  his  basis  of  appeal, 
section  21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


225-35-BZ. 

APPLICANT — William  C.  Winters,  for  Emco  Estates, 
Inc.,  owner. 

SUBJECT — Application  (  re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  garage  for 
five  (5)  motor  vehicles  to  a  carpet  cleaning  estab¬ 
lishment. 

PREMISES  AFFECTED — 2777  (2779  displayed)  Fulton 
street,  north  side,  75  ft.  west  of  Van  Siclen  ave¬ 
nue  (Block  No.  3932,  Lot  No.  52),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Samuel  Gordon  and  C.  R.  Whit¬ 
field. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(225-35-BZ) 

Whereas,  William  C.  Winters,  for  Emco  Estates,  Inc., 
owner,  filed  August  22,  1935,  an  application  under  the 


building  zone  resolution  to  permit  in  a  business  district 
the  change  of  occupancy  of  an  existing  garage  for  five 
(5)  motor  vehicles  to  a  carpet  cleaning  establishment; 
premises:  2777  (2779  displayed)  Fulton  street,  north  side, 
75  ft.  west  of  Van  Siclen  avenue  (Block  No.  3932,  Lot  No. 
52),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  10,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fulton  street  is  in  a  business 
district;  Van  Siclen  avenue  is  in  a  residence  and  business 
district  and  Miller  avenue  is  in  a  residence  and  business 
district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  12,  1935,  re  Applic.  No.  4379-1935, 
reads : 

“Proposed  change  of  occupancy  from  a  garage  for 
five  cars  to  a  carpet  cleaning  establishment  in  a  busi¬ 
ness  district  is  contrary  to  Art.  II,  Sect.  4a,  sub  section 
of  Zone  Resolution.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
one  story  in  height,  with  a  frontage  of  25  ft.  and  a  depth 
of  100  ft. ;  occupied  as  a  five-car  garage ;  it  is  proposed  to 
convert  the  building  to  a  garage  for  two  motor  vehicles 
and  a  carpet  cleaning  establishment;  and 

Whereas,  the  board  deems  that  the  applicant  is  entitled 
to  relief  under  section  21  of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted,  permitting 
the  existing  one-story  building  to  be  occupied  as  a  private 
non-storage  garage  for  not  more  than  two  (2)  cars  and 
as  a  carpet  cleaning  establishment,  on  condition  that  the 
carpet  cleaning  shall  be  restricted  solely  to  the  process 
known  as  “shampoo  method”  and  excluding  all  cleaning 
by  any  method  that  would  create  dust;  that  the  ceiling 
throughout  shall  be  covered  with  a  metal  ceiling  not  less 
than  26-gauge;  that  the  cross  wall  shall  be  constructed  to¬ 
ward  the  rear,  as  indicated  on  plans  filed  with  this  appeal, 
shutting  off  the  drying  room;  that  the  three  skylights 
shown  on  plans  shall  be  of  metal  frame  and  glazed  with 
ribbed  glass;  that  the  rear  hatch  shall  have  a  movable 
scuttle  covering;  that  in  the  event  that  it  is  desired  to  use 
the  rear  portion  of  the  roof  for  drying,  there  shall  be 
constructed  along  the  easterly  and  westerly  lot  line  walls 
a  solid  sheet  metal  fence  not  less  than  7  ft.  in  height 
for  a  distance  of  not  less  than  25  ft.  from  the  rear  lot 
line  as  a  protection  to  abutting  properties ;  that  no  open 
flame  shall  be  used  in  that  portion  of  the  building  in  which 
the  two  automobiles  are  stored;  that  this  variation  is 
granted  only  so  long  as  conditions  are  maintained  for  the 
use  as  herein  permitted. 


6-36-BZ. 

APPLICANT — M.  J.  Cafiero,  for  Frank  Ernst,  owner. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  motor  vehicle  repair 
shop  and  also,  a  gasoline  service  station. 
PREMISES  AFFECTED — 5001-5011  Farragut  road  and 
1429-1435  Utica  avenue,  northeast  corner  (Block 
No.  4785,  Lot  No.  46  and  48),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  M.  J.  Cafiero,  Quinto  J.  Parcella 
and  Frank  Ernst. 

For  Opposition :  Philip  Glaberman,  Samuel 
Briliant  and  Joseph  Pierando. 

ACTION  OF  BOARD — Application  granted  on  condition. 
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THE  VOTE—  ,,  .  ,  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  n 

Absent  .  u 


THE  RESOLUTION— 

(6-36-BZ) 

Whereas,  M.  J.  Cafiero,  for  Frank  Ernst,  owner,  filed 
January  10,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  motor  vehicle  rePaiJ  sh°P  ,an^  also  * 
gasoline  service  station;  premises:  5001-5011  Farragut 
road  and  1429-1435  Utica  avenue,  northeast  corner  (Block 
No.  4785,  Lot  Nos.  46  and  48),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  10,  1936,  after  due  notice  by  publication  m 
the  Bullletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Utica  avenue  is  in  a  business 
and  unrestricted  district ;  Farragut  road  is  m  a  business 
and  unrestricted  district  and  East  51st  street  is  in  an  un¬ 
restricted  district;  and  . 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  12,  1935,  re  Applic.  No.  1550-1935, 
reads * 

“Proposed  repair  shop  for  automobile  springs  and 
gasoline  service  station  to  be  located  in  a  business  use 
district,  are  contrary  to  Art.  II,  Sect.  4a  of  Zone 
Resolution.” 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Farragut  road  and  60  ft.  on 
Utica  avenue.  It  is  proposed  to  erect  upon  the  East 
portion  of  the  plot  a  one-story  structure,  70  ft.  by  60  ft. 
in  area,  to  be  occupied  as  a  repair  shop  for  automobile 
springs ;  it  is  proposed  to  erect  upon  the  remainder  of 
the  plot  (30  ft.  on  Farragut  road  and  60  ft.  on  Utica 
avenue)  the  necessary  tanks  and  pumps  for  a  gasoline 
service  station ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises 
on  March  5,  1936;  and 

Whereas,  the  board  deemed  that  applicant  substantiated 
his  basis  of  appeal  under  section  21  on  the  grounds  of 
practical  difficulty  and  unnecessary  hardship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21,  to  permit  the  plot  under  appeal  to  be  used  as  a  gasoline 
service  station  and  limited  motor  vehicle  repair  shop,  on 
condition  that  the  building  shall  be  constructed,  of  brick 
substantially,  as  indicated  on  plans  filed  with  this  appeal ; 
that  the  area  to  be  used  for  gasoline  service  station  shall 
be  not  less  than  30  ft.  in  depth;  that  the  pumps  erected 
shall  not  be  less  than  10  ft.  back  from  building  line 
of  Utica  avenue;  that  there  shall  be  a  wall  constructed 
along  the  northerly  lot  line  not  less  than  7  ft.  in  height, 
except  that  it  may  be  not  less  than  4  ft.  in  height  where 
it  meets  the  Utica  avenue  building  line  and  may  be  gradu¬ 
ated  at  the  rate  of  one  foot  in  four  to  the  7  ft.  height; 
that  there  shall  be  no  openings  in  this  wall  or  any  lot 
line  wall  of  building  to  the  north  and  to  the  east  opening 
on  adjoining  property;  that  the  boiler  room  shall  be 
entirely  separated  from  the  repair  shop  by  fireproof  con¬ 
struction  and  be  enterable  only  from  exterior ;  that  no 
gasoline  tanks  shall  be  constructed  or  located  within  15 
ft.  of  any  portion  of  the  boiler  room  wall ;  that  the  ceiling 
of  the  repair  shop  building  shall  be  fire  retarded  in  accord¬ 
ance  with  the  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  that  all  openings  to  this  repair  shop  shall  be  from 
Farragut  road,  with  no  openings  to  such  shop  from  the 


gasoline  station  area;  that  curb  cuts  along  Utica  avenue  , 
shall  be  restricted  to  two,  not  exceeding  25  ft.  in  width 
each,  with  no  part  of  any  curb  cut  nearer  than  5  ft.  oi 
the  northerly  interior  lot  line  or  the  intersection  of  Utica 
avenue  and  Farragut  road;  that  all  signs  shall  be  limited 
to  permanent  signs  placed  against  the  face  of  the  building 
and  to  the  globes  of  the  pumps,  excluding  all  roof  signs 
and  temporary  signs,  but  permitting  the  erection  of  one 
post  standard  within  the  building  line  near  the  intersection 
of  Utica  avenue  and  Farragut  road  to  carry  an  illuminated 
sign  advertising  only  the  brand  of  the  gasoline  for  sale, 
that  the  gasoline  selling  area  shall  be  cement  paved ,  that 
the  motor  vehicle  repairing  shall  be  limited  exclusively 
to  automobile  spring  work;  and  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  from  the 
date  of  this  action. 


270-35-BZ. 

APPLICANT— Henry  Nordheim,  for  Herman  Stursberg 
Realty  Co.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  maintenance  of  a  parking  space  for 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 337-349  Brook  avenue  and  493- 
497  East  141st  street,  northwest  corner  (Block  JNlo. 
2286,  Lot  No.  65),  Borough  of  The  Bronx. 

APPEARANCES—  „  ^  „  .  . 

For  Applicant:  Henry  Nordheim,  Leo  Bradspies 

and  David  Connetts. 

For  Opposition:  Ernest  Veltung,  Hyman  Gold, 
Fred  J.  Hennis,  Leon  Himmelfahr,  Charles 
Tilgner,  Board  of  Education  and  L.  C.  Squire, 
Department  of  Parks. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ; .  " 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  " 

THE  RESOLUTION— 

(270-35-BZ) 

Whereas,  Henry  Nordheim,  for  Herman  Stursberg 
Realty  Co.,  owner,  filed  October  3,  1935,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
district  the  maintenance  of  a  parking  space  for  more  than 
five  (5)  motor  vehicles;  premises:  337-349  Brook  avenue 
and  493-497  East  141st  street,  northwest  corner  (Block  No. 
2286,  Lot  No.  65),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  10,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Brook  avenue  is  in  a  business 
district;  East  141st  street  is  in  a  residence  and  business 
district;  East  142nd  street  is  in  a  residence  and  business 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  3,  1935,  reads : 

“Your  application  of  August  29,  1935,  for  a  certifi¬ 
cate  of  occupancy  by  Marie  Connetts,  owner,  for  an 
open  air  parking  station  for  five  (5)  motor  vehicles 
on  plot  on  the  northwest  corner  of  Brook  avenue  and 
141st  street,  in  the  Borough  of  The  Bronx,  Block  No. 
2286,  Lot  No.  65,  170  ft.  front  by  100.  ft.  deep,  is 
hereby  denied,  as  the  premises  are  located  in  a  business 
district  in  which  parking  or  storage  of  more  than  five 
(5)  motor  vehicles  is  prohibited  by  the  provisions  of 
the  Building  Zone  Resolution  and  the  report  of  the 
inspector  of  the  Building  Department  for  that  district 
shows  that  the  premises  were  occupied  for  the  parking 


312 


MINUTES 


of  66  motor  vehicles  on  September  26,  1935,  and  zoning 
violation  Z-145  of  1935  is  pending*  in  this  department 
against  said  premises  for  the  storage  or  parking  of 
more  than  five  (5)  motor  vehicles.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  170.3  ft.  on  Brook  avenue  and  85.3  ft.  on 
East  141st  street;  it  is  proposed  to  occupy  this  plot  for 
the  parking  or  storage  of  more  than  five  motor  vehicles; 

and 

Whereas,  the  records  filed  with  this  application  did  not 
clearly  indicate  the  distance  along  the  line  of  travel  from 
the  school  which  is  approximately  139  ft.  and  the  distance 
in  a  straight  line  from  the  edge  of  the  grounds  of  the 
hospital  which  is  approximately  157  ft. ;  and 

Whereas,  the  nearest  point  of  property  on  line  of  travel 
to  the  nearest  entrance  or  exit  from  the  school  is  139 


ft.,  and  within  200  ft.  of  nearest  point  of  the  hospital 
plot;  and 

Whereas,  both  these  distances  as  observed  by  the  com¬ 
mittee  of  inspection  and  as  testified  to  by  those  in  objection 
are  within  the  200  ft.  prohibition  prescribed  by  section  21 
of  the  building  zone  resolution ;  and 

Whereas,  in  view  of  the  above  facts  the  board  deemed 
that  it  was  without  jurisdiction  to  grant  this  appeal. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  application  be 
and  it  hereby  is  denied. 


Adjourned,  1:40  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MARCH  10,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

510-27-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Stony  Road 
Corporation,  owner. 

SUBJECT — Application  reopened  February  18,  1936,  for 
consideration  of  an  amendment  to  the  resolution 
of  July  17,  1928 — re  Application  (decision  of  the 
superintendent  of  buildings)  granted  on  condition, 
under  sections  7g  and  21  of  the  building  zone  reso¬ 
lution,  permitting  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — Southwest  corner  of  Cypress 
Hills  road  and  Cooper  avenue  (Block  No.  2882, 
part  of  Lot  No.  8),  Ridgewood,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Laid  over  to  March  24,  1936,  at 
2  p.m.,  for  further  consideration. 


362-35-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Dominick  Sal- 
vato  Co.,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
residence  district  and  partly  in  a  business  district 
the  erection  and  maintenance  of  a  multiple  dwell¬ 
ing  with  business  use  .(stores)  on  the  first  story. 

PREMISES  AFFECTED— 2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  southwest  corner 
(Block  No.  3161,  Lot  Nos.  18  to  23),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant :  Max  Siegel. 

ACTION  OF  BOARD — Laid  over  to  March  24,  1936,  at 
2  p.m.,  applicant  to  sumbit  revised  plans. 


341-35-BZ. 

APPLICANT — Joseph  Goodman,  for  Dept,  of  Water 
Supply,  Gas  and  Electricity,  for  City  of  New 
York,  owner. 


SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and  repair  shop  and 
also  storage  yard. 

PREMISES  AFFECTED — Northwest  corner  of  Cornish 
avenue  and  Poyer  street  (Block  No.  1538,  Lot  No. 
78),  Elmhurst,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  March  24,  1936,  at 
2  p.m.  No  appearances. 


360-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Antoinette  La- 
Porta,  Andrew  Guagenti  and  Mamie  Spinelly, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  extension  of  an  existing  gasoline  ser¬ 
vice  station  and  also  the  inclusion  of  a  brake 
testing  room. 

PREMISES  AFFECTED— 2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend  Neck  road 
(Block  No.  7371,  Lot  Nos.  68  and  70),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  Joseph  M.  Aimee. 

ACTION  OF  BOARD — -Laid  over  to  March  24,  1936,  at 
2  p.m.,  for  applicant  to  submit  revised  plans. 


352-29- BZ. 

APPLICANT — Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  proposition — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
business  district  the  erection  and  maintenance  of 
a  garage  for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 212-220  East  98th  street, 
southwest  corner  of  Kings  highway  (Block  No. 
4633,  Lot  No.  34),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Leo  Pincus. 
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ACTION  OF  BOARD— Application  reopened,  subject  to 
usual  procedure. 

™E  V  A&mIt°veRECha?rmTn  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chiet 

Walsh  .  q 

Negative  .  0 

Absent  . 


234-35-BZ.  T_.  ,  . 

APPLICANT— Larry  Meltzer,  for  Katie  Kirshenbaum, 

SUBTECT — Application  for  reopening — restoration  to  the 
calendar,  previously  dismissed  for  lack  of  prose¬ 
cution — re  Application  (decision  of  the  commis¬ 
sioner  of  buildings)  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residential  u 
area  district  the  erection  and  maintenance  of  a 
one-story  one-car  private  garage. 

PREMISES  AFFECTED— 1065  Hopkinson  avenue  and 
1360-1370  Linden  boulevard,  southeast  corner 
(Block  No.  3641,  Lot  No.  28),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Larry  Meltzer. 

ACTION  OF  BOARD — Application  reopened,  restored  to 
calendar,  subject  to  usual  procedure. 

THE  VOTE  TO  REOPEN  AND  RESTORE  TO  CAL¬ 
ENDAR—  „  J  ,  _ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  J! 

Absent  .  u 


Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  7,  1936,  re  App.  No.  5149-1935,  reads : 

“Proposed  gasoline  service  station  to  be  located  in 
a  business  use  district  is  contrary  to  Art.  II,  Sect.  4a, 
of  Zone  Resolution.” 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  approximately  130  ft. 
on  Church  avenue,  43.5  ft.  on  Ralph  avenue  and  80  ft.  on 
Remsen  avenue,  upon  which  it  is  proposed  to  erect  a  one- 
story  building,  52  ft.  by  24  ft.  in  area  to  be  used  as  office, 
auto  laundry  and  grease  pits  and.  also,  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station ;  and 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  which  inspection  was 
made  and  verbal  report  made  by  chairman  at  this  hearing ; 
and 

Whereas,  the  board  deemed  that  applicant  had  failed 
to  substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution,  and  was,  therefore,  not  entitled 

to  relief.  .  .  ,  .. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


319-35-BZ. 

APPLICANT— Joseph  V.  O’Leary  for  Annie  Herzfeld 
and  Lillian  Klinghoffer,  owners. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 8919-8923  Church  avenue, 
northwest  corner  of  Remsen  avenue  (Block  No. 
4686,  Lot  No.  6),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Joseph  V.  O  Leary. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  ® 

THE  RESOLUTION— 

(319-35-BZ) 

Whereas,  Joseph  V.  O’Leary,  for  Annie  Herzfeld  and 
Lillian  Klinghoffer,  owners,  filed  November  7,  1935,  an 
application  under  the  building  zone  resolution  to  permit 
in  a  business  district  the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises :  8919-8923  Church  ave¬ 
nue,  northwest  corner  of  Remsen  avenue  (Block  No.  4636, 
Lot  No.  6),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  10,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Church  avenue,  Ralph  ave¬ 
nue  and  Remsen  avenue  are  all  in  a  business  district;  and 


608-29-BZ. 

APPLICANT— Sanford  Smith,  for  Reilly  and  Hershey, 
lessees;  City  of  New  York,  owner. 

SUBJECT — Application  for  reopening— extension  of  per¬ 
mit — re  Application  (decisions  of  the  superintend¬ 
ent  of  buildings  and  the  fire  commissioner)  under 
sections  7g  and  21  of  the  building  zone  resolution, 
permitting  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 
PREMISES  AFFECTED— 401-407  West  207th  street  and 
3876-3882  Ninth  avenue,  northwest  corner  (Block 
No.  2204,  part  of  Lot  No.  1),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  Sanford  Smith. 

ACTION  OF  BOARD— Application  reopened  and  permit 
P'xTpnrfpcl 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(608-29-BZ) 

Whereas,  this  application  affecting  premises  401-407  West 
207th  street  and  3876-3882  Ninth  avenue,  northwest  corner 
(Block  No.  2204,  part  of  Lot  No.  1),  Borough  of  Man¬ 
hattan,  was  granted  by  the  board  for  a  temporary  period 
of  two  years  under  section  7,  subdivision  F,  January  7, 
1930,  and  the  variation  extended  for  a  further  period  from 
Tanuary  7,  1932,  and  March  27,  1934,  and  applicant  now 
requests  a  further  extension. 

Resolved,  that  the  resolution  adopted  January  7,  1932, 
be  amended  extending  the  time  for  a  further  temporary 
period  under  section  7-F  of  the  building  zone  resolution, 
terminating  May  26,  1937,  for  the  plot  of  the  revised  di¬ 
mensions  as  indicated  on  plans  marked  “Received  March 
26,  1934,”  on  condition  that  no  additional  buildings  shall 
be  erected  other  than  the  one-story  office  now  existing 
and  that  no  pumps  shall  be  erected  nearer  than  10  ft.,  to 
either  street  building  line,  and  that  this  gasoline  station 
shall  be  operated  in  conjunction  with  the  private  garages 
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on  the  adjacent  plot,  variance  for  which  for  a  temporary 
period  was  granted  by  the  board  under  Cal.  No.  678-30-BZ, 
the  term  for  which  expires  on  May  26,  1937. 


184-29-BZ. 

APPLICANT — Ben  C.  Bloch,  for  Arenal  Realty  Co., 
owner,  and  23  West  65th  Street  Corp.,  lessee. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  superintendent 
of  buildings)  under  sections  7e  and  21  of  the 
building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 42-46  West  66th  street  (Block 
No.  1118,  Lot  Nos.  48,  49  and  50),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  Ben  C.  Bloch. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(184-29-BZ) 


Whereas,  this  application  affecting  premises  42-46  West 
66th  street  (Block  No.  1118,  Lot  Nos.  48,  49  and  50),  Bor¬ 
ough  of  Manhattan,  was  granted  by  the  board  July  16, 
1929,  on  certain  conditions,  time  extended  March  8,  1932, 
July  18,  1933  and  October  30,  1934,  and  owner  requests  a 
further  extension. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
October  30,  1934,  amending  resolution  adopted  on  July  16, 
1929,  be  and  it  hereby  is  amended,  as  follows : 

“in  view  of  statement  by  applicant  that  plans  have 
been  filed  with  and  approved  by  the  commissioner  of 
buildings  and  that  the  commissioner  of  buildings  has 
extended  the  permit  to  April  30,  1936,  pending  further 
extension  of  this  variation,  that  all  work  involved  shall 
be  completed  within  one  year  from  the  date  of  this 
amended  resolution  and  that  other  than  as  amended 
herein,  the  resolution  adopted  by  the  board  on  July 
16,  1929,  as  amended,  shall  be  complied  with  in  all 
respects.” 


816-24-BZ. 

APPLICANT — Benjamin  Schlanger  for  National  Coun¬ 
cil  of  Congregational  Churches,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  7a  of  the  building 
zone  resolution,  permitting  in  a  residence  district 
the  alteration,  extension  and  change  of  occupancy 
of  a  building  now  occupied  as  a  public  market  and 
stores  granted  by  the  board  October  3,  1924),  to 
its  original  occupancy  of  motion  picture  theatre 
and  stores. 

PREMISES  AFFECTED — 799-805  Washington  avenue, 
southeast  corner  of  Lincoln  place  (Block  No. 
1180,  Lot  No.  6),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Benjamin  Schlanger  and  Fred¬ 
erick  Small. 


ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  ;.nd  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  o 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  o 

Absent  .  o 

THE  RESOLUTION— 

(816-24-BZ) 


Whereas,  this  application  affecting  premises  799-805 
Washington  avenue,  southeast  corner  of  Lincoln  place 
(Block  No.  1180,  Lot  No.  6),  Borough  of  Brooklyn,  was 
granted  by  the  board  October  3,  1924,  for  a  public  market, 
case  reopened  and  theatre  restored  January  8,  1935,  on 
certain  conditions,  resolution  amended  July  16,  1935,  and 
owner  now  requests  time  to  complete  the  work. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
October  3,  1924,  as  amended  by  resolution  adopted  on 
January  8,  1935,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  the  completion  of  work,  so  that  as 
amended  this  portion  of  the  resolution  will  read : 

that  the  time  within  which  to  complete  the  work  shall 
be  extended  one  year  from  the  date  of  this  amended 
resolution ;  that  other  than  as  amended  herein,  the 
amended  resolution  adopted  on  January  8,  1935,  shall 
be  complied  with  in  all  other  respects.” 


332-34-BZ. 

APPLICANT — Joseph  V.  O’Leary,  for  Spes  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  Reopening — Extension  of  time 
re  Application  (decision  of  commissioner  of 
buildings)  under  sections  7b,  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  district  and  partly  in  an  unrestricted 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 1108-1112  First  avenue,  south¬ 
east  corner  of  East  61st  street  (Block  No.  1455, 
Lot  Nos.  46,  48  and  west  part  of  Lot  42),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  Joseph  V.  O’Leary. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . [  o 

Absent  . "  q 


THE  VOTE  Tp  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  . 


Negative  . ' '  q 

Absent  . 0 


THE  RESOLUTION— 

(332-34-BZ) 

Whereas,  this  application  affecting  premises  1108-1112 
First  avenue,  southeast  corner  of  East  61st  street  (Block 
No.  1455,  Lot  Nos.  46,  48  and  west  part  of  Lot  42),  Bor¬ 
ough  of  Manhattan,  was  granted  by  the  board  February 
19,  1935,  on  certain  conditions,  time  extended  September 
17,  1935,  and  applicant  requests  a  further  extension  of 
time. 
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Resolved,  that  the  resolution  adopted  by  the  board  on 
February  19,  1935,  be  and  it  hereby  is  amended,  only  so 
far  as  it  has  reference  to  the  completion  of  work,  so  that 
as  amended  this  portion  of  the  resolution  will  read: 

“that  all  work  involved  shall  be  completed  within  one 
year  from  the  date  of  this  amended  resolution ;  that 
other  than  as  amended  herein,  the  resolution  adopted 
on  February  19,  1935,  shall  be  complied  with  in  all 
respects.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
1-36- A. 

APPLICANT — Cornelius  Cameron,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1404-1414  East  New  York  ave¬ 
nue  south  side,  between  Amboy  and  Herzl  streets 
(Block  No.  3495,  Lot  Nos.  12  and  16),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  L.  Fleet. 

For  Opposition:  Jerome  H.  Wanshel  and  Isaac 
Siegmeister. 

For  Administration:  Paul  Friedman,  secretary 
to  commissioner,  Department  of  Buildings. 
ACTION  OF  BOARD — Laid  over  to  March  24,  1936,  at 
2  p.m.,  for  final  determination. 


48-36-A. 

APPLICANT— Dominick  Salvati,  for  Joseph  Silvestro, 
lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings.  ,  , 

PREMISES  AFFECTED— 1701-1703  Sheepshead  Bay 
road  and  1708-1718  Voorhies  avenue,  southeast 
corner  (Block  No.  7492,  Lot  No.  104),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Dominick  Salvati. 

ACTION  OF  BOARD— Laid  over  to  March  31,  1936,  at 
2  p.m.,  for  inspection  and  report  by  a  committee 
of  the  board. 


40-36- A. 

APPLICANT— Kavy  and  Kavovitt,  Inc.,  for  35-40  Eighty- 
Second  Corp.,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— West  side  of  82nd  street,  179 
ft  4  in.  north  of  37th  avenue  (Block  No.  1281, 
Lot  No.  25),  Jackson  Heights,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Y.  Adelson. 

ACTION  OF  BOARD— Application  withdrawn  upon  re¬ 
quest  of  applicant.  This  was  an  appeal  for  an 
interpretation  of  provisions  of  the  Multiple  Dwell¬ 
ing  Law  as  to  required  exits  from  apartments.  An 
interpretation  that  the  arrangement  submitted  com¬ 
plies  would  be  a  variance  of  the  law.  The  sections 
of  the  law  are  clear  and  require  no  interpretation. 
There  is  no  appeal  from  the  Multiple  Dwelling 
Law  and  no  power  of  variation  permitted  except 
as  expressly  authorized  therein. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


187-35-A. 

APPLICANT— New  York  Dock  Company,  owner. 

SUBJECT— Application  for  reopening— extension  of  time 
— re  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— Pier  No.  38,  Clinton  Wharf, 
Atlantic  Basin  (Block  No.  515,  part  of  Lot  No. 
1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  L.  E.  Driver. 

ACTION  OF  BOARD— Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  9 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(187-35-A) 

Whereas,  this  appeal  affecting  premises  Pier  No.  38, 
Clinton  Wharf,  Atlantic  Basin  (Block  No.  515,  part  of 
Lot  No.  17),  Borough  of  Brooklyn,  was  granted  by  the 
board  November  26,  1935,  on  certain  conditions,  and  appli¬ 
cant  requested  an  extension  of  time. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
November  26,  1935,  be  and  it  hereby  is  amended,  only  so 
far  as  it  has  reference  to  the  completion  of  the  work,  so 
that  as  amended,  this  portion  of  the  resolution  shall  read: 
“that  all  work  shall  be  completed  within  three  (3) 
months  from  the  date  of  this  amended  action;  that 
other  than  as  amended  herein,  the  resolution  adopted 
on  November  26,  1935,  shall  be  complied  with  in  all 
respects.” 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

269-35-SA. 

APPLICANT— L.  H.  Dunbar,  for  Kraemer  &  Meyer, 
owners. 

SUBTECT — Kamy  Oil  Burner,  approval  of. 

APPEARANCES— 

For  Applicant :  L.  H.  Dunbar. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 


329-35-SA. 

APPLICANT — Baker  Perkins  Co.,  Inc.,  owner. 

SUBJECT — Baker  Perkins  Atomizing  Type  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD,  approval  of. 

APPEARANCES— 

For  Applicant:  William  E.  Inch. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  the  report  of  the  committee  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION—  | 

(329-35-SA) 

Whereas,  Baker  Perkins  Co.,  Inc.,  owner,  filed  Novem¬ 
ber  18,  1935,  an  application  with  the  Board  of  Standards 
and  Appeals  for  approval  of  their  device  known  as  the 
Baker  Perkins  Atomizing  Type  Mechanical  Draft  Oil 
Burner,  Type  C  and  CD ;  and 
Whereas,  this  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report;  and 
Whereas,  the  report  of  the  committee  was  substantially 
as  follows: 

This  is  a  mechanical  draft  oil  burner,  suitable  for 
installation  in  bake  ovens.  This  device  has  been  ap¬ 
proved  by  the  Underwriters  Laboratories,  Guide  No. 
300.10.4  Laboratories,  File  M.P.  947. 

The  burner  unit  consists  of  the  following  parts : 
burner  body,  head  plate,  burner  and  burner  cover 
combination  air  vane  and  electrode  assembly  burner 
nozzle  ignition  transformer  air  sleeve  and  transformer 
baffle.  The  pump  set  is  a  Webster  fuel  oil  unit  driven 
by  a  fractional  H.P.  Motor.  The  controls  consist  of  a 
Minneapolis  Honeywell  Protectostat  and  Protecto  re¬ 
lay  and  a  magneto  switch  for  the  circulating  fan 
motor. 

When  tested  there  were  no  flare  backs  and  the 
burner  operated  perfectly. 

It  is  recommended  that  the  Baker  Perkins  Atomiz¬ 
ing  Type  Mechanical  Draft  Oil  Burner,  Types  C  and 
CD,  be  approved  for  use  in  commercial  installations 
in  diathermic  bake  ovens  with  fuel  oil  not  heavier 
than  No.  3  when  installed  in  accordance  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals. 
Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Baker  Perkins 
Atomizing  Type  Mechanical  Draft  Oil  Burner,  Type  C 
and  CD,  for  use  in  commercial  installations  in  diathermic 
bake  ovens,  with  fuel  oil  not  heavier  than  No.  3,  when 
installed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals  on  condition  that  this  oil 
burning  device  shall  bear  a  label  permanently  attached 
thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  329-35-SA. 


11-36-SA. 

APPLICANT  Adrian  B.  Smith,  for  The  Hipoint  Corp., 
owner. 

SUBJECT— Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2, 
approval  of. 

APPEARANCES— 

For  Applicant:  H.  R.  Wilson. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
Wlth  the  report  of  the  committee  of  the  board. 
THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(11-36-SA) 

Whereas,  Adrian  B.  Smith,  for  the  Hipoint  Corporation, 
owner,  filed  January  22,  1936,  an  application  with  the  Board 
of  Standards  and  Appeals,  for  approval  of  the  device 
known  as  the  Hipoint  Oil  Burner,  Models  A-2,  B-2  and 
C-2 ;  and 

Whereas,  the  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  committee  was  substantially 
as  follows : 

This  burner  is  of  the  pressure  atomizing  type  and 
consists  of  a  Leland  motor  1/6  H.P.,  110  volt,  60  cycle, 
1725  R.P.M.  on  Model  A-2  and  B-2  and  a  H.P. 
motor  on  model  C-2.  A  30-LD  Tuthill  pump  provided 
with  flanges  and  fastened  to  the  strainer  and  pressure 
regulating  valve.  The  pressure  regulating  valve  is 
Monarch  type  G-39  c.c.  The  strainer  is  Monarch  type 
E.E.  long,  using  a  100  mesh  screen  and  about  17.35 
sq.  in.  strainer  surface. 

A  Sirocco  type  fan  American  Blower  Corporation. 
A  Jefferson  type  638-256  transformer  mounted  on 
upper  front  of  blower  housing.  The  electrode  and 
nozzle  assembly  is  mounted  in  the  manifold  tube  and 
consists  of  two  michrome  electrodes  and  isolantite 
insulators  and  electrode  supporting  bracket  and  an  air 
deflector. 

The  controls  consist  of  Minneapolis-Honeywell  C.S. 
368-119  pressuretrol,  an  aquastat  and  Penn  C.R.  787301 
heat  control  of  time  setting  type. 

The  burner  is  made  in  3  models,  A-2,  B-2  and  C-2, 
with  stated  capacity  of  3,  7  and  14  gallons. 

The  burner  has  been  approved  by  the  Underwriters 
Laboratories,  Guide  No.  300.10.4.  File  M.P.  903.  At 
tests  with  the  oil  turned  off  the  burners  shut  off  in 
eleven  seconds  and  turned  on  again  in  21  seconds. 

It  is  recommended  that  this  burner  be  approved  for 
use  in  domestic  and  commercial  installations  with 
fuel  oil  not  heavier  than  No.  3  and  when  installed  with 
not  over  a  3  gallon  nozzle  for  Models  A-2  and  B-2. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Hipoint  Oil 
Burner,  Models  A-2,  B-2  and  C-2,  for  use  in  domestic 
and  commercial  installations,  with  fuel  oil  not  heavier 
than  No.  3,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals  on 
condition  that  this  oil  burning  device  shall  be  installed 
with  not  over  a  3  gallon  nozzle  for  Models  A-2  and  B-2 
and  shall  have  a  label  permanently  attached  thereto  reading 
as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  11-36-SA. 


Adjourned,  6:05  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  mav  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 
April  23  1912;  Became  Rules  of  the  Board  of  Stand- 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  *or  ad 

and  Drainage  shall  be  properly  filled  in,  and  filed  by  the 
owner  o““gchitS  m  the"  sa^d  Department.  The  p  ans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
door  plans  ana  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com 

missioner  of  Buildings.  ,  +Vl 

4  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descnpUoIitspr1ant^^ 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  sue 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations.  , 

7  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  pudd¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 

lm9S  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duty  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  oUo, 

Laws  of  1896.  , 

10.  One  set  of  specifications  will  be  received  for  not 


Definition  of  Term*. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 

following  average  weights  per  linear  foot : _ _ 

Weights  per  Linear  Foot 
Diameters  Standard  Extra  Heavy 

5 /i  pounds 
9x/i  pounds 
13  pounds 
17  pounds 
20  pounds 
27  pounds 
33j4  pounds 
45  pounds 
54  pounds 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  weight  and  maker’s  name  must  be  cast  on 

each  length  of  pipe.  t  . 

22  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight  Twelve  ounces  of  fine 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  *est*d.  by, .  *5 
manufacturer.  All  pipe  must  be  lap- welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot: 


Diameters 


Weights  per 
Thicknesses  Linear  Foot 


154  inches . . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

254  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

354  inches . 22  inches  9.00  pounds 

4  ,  inches . 23  inches  10.66  pounds 

454  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

0  inches . 28  inches  18.76  pounds 

l  fnches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

,9  inches . 36  inches  40.06  pounds 

|ncbes . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Diameters 


Weights  per 
Thicknesses  Linear  Foot 


154  inches . 14  inches  2.84  pounds 

2  ^nc“es . 15  inches  3.82  pounds 

254  inches . 20  inches  6.08  pounds 

,  .  }nches . 21  inches  7.92  pounds 

3/2  inches . 22  inches  9.54  pounds 

1  inches . 23  inches  11.29  pounds 

4i4  inches . 24  inches  13.08  popnds 

1  !nches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters  Weights 


\  lncbes .  1  pound  0  ounces 

2  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 

fuaSS.£lper  Vion  piPe'si?e-  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters 

Weights 

154  inches . 

8  ounces 

2  inches . 

254  inches . 

14  ounces 

3  inches . 

6  ounces 

4  inches . 

0  ounces 

8  ounces 

35  Brass  screw  caps  for  cleanouts  must  be  extra  heavy 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches,  the  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps  roof 
connections  of  inside  leaders. 

Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


154  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38-  t,  A11  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
wiped  solder  joint. 


39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Diameters 

Weights  per 
Linear  Foot 

154  inch  (for  flush  pipes  only) . 

154  inches  . 

2  inches  . 

3  inches  . 

4  and  454  inches . 

40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ,  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  b 
provided  with  a  separate  house  trap  and  fresh  air  inlet 

at.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con 
structed,  to  be  used  in  common  for  one  or  more  buildings. 

It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  priy  vaults  nor  can 

privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended 
Walls  of  cesspools  and  privy  vaults  when  ° 

brick  must  be  8  inches  thick ;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  intenor  surface  o  cess- 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beam’s,  andYalong  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  _an  adjoining  building, 
and  windows  or  openings  are  cut  ra  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drain*. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  ait 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 


Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a, 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 


320 


RULES 


cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  $4  Inch  per  Foot  34  Inch  per  Foot 


^ .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY's  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table: 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 


not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks . .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  V/t,  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1  y2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon- jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
Vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter  ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter ;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1  $4  inch  branches  on  a  1}4  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1J4  inch  branches  on  a  2  inch  main  branch. 

\  inch  branches  on  a  2  inch  main  branch. 
4-1 1/2  1 

l'?T,  1  inch  branches  on  a  2  inch  main  branch. 
6-I72  ) 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon- jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  C 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 


Water  Closets,  Sinks  and  Washtubs. 

(Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 


112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets .  4 

Traps  for  slop  sinks .  3 

Traps  for  kitchen  sinks .  2 

Traps  for  wash  trays .  2 

Traps  for  urinals .  2 

Traps  for  shower-baths .  2 

Traps  for  other  fixtures .  \y2 


in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1  }4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
04)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in- 
direct  waste  connection  to  the  plumbing  and  drainage  sys- 
tern.  _  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (154)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  \%  inches  in  diameter 
nor  larger  than  134  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  Sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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U7  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  y 
the  Commissioner  of  Buildings;  the  rising  lin*s  f£aU  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter  with  individual  branches  not  less  than  one  inch 
in  diameter  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  no 

exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 

°f139e  ^^water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  bv  the  Commissioner  of  Buildings.  . 

140  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  < :oppen 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 

and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  me 
in  diameter,  and  if  of  lead  must  not  weigh  ^ss  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot,  blush 
couplings  must  be  of  full  size  of  the  pipe.  .  , 

142.  Rubber  connections  and  elbows  are  not  permitted 

°ni43UShLatrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 

corrosive  material.  .  ,  ,,  . 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 

be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe.  ...  . 

146.  Iron  trough  water-closets  and  trough  urinals  must 

be  enameled  or  galvanized.  .  . 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixture*. 

149  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 

Supply,  Gas  and  Electricity.  ,  ,  ,  .. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 

service  pipe  inside  the  front  wall.  _  , 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  ot 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  04)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (54)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  .water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible,  to  place 
them  six  inches  or  more  apart,,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  m- 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained,  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary ;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe ; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 

aUu  umg  V315  locat.ed.  Just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup- 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  hxture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 

Oil  Separators. 

.  ,1^-  .  Pd  separators  installed  in  any  building  where  vola- 
are  used  must  be  arranged  to  be  readily  access¬ 
ible.  I  hey  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 

the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con- 
torm  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations.  6 

169  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
tor  Plur5blI?g .fixtures  as  regards  size  and  arrangement. 

i/U.  Relief  pipes  must  be  provided  at  least  \y2  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

fk17t!'-,Jhe  entire.  Plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
ot  a  rlumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc- 
cessiully  passed  the  test.  The  plumber  must  securely  close 
all  openings  as  directed  by  the  Inspector  of  Plumbing.  The 
use  ot  wooden  plugs  for  this  purpose  is  prohibited. 


Pn!l7  of  ??  water,test  wdl  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 

highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches  all 
ver.tlc„,and  horizontal  soil,  waste  and  vent  and  leader  lines 
f,nd,al!  the^e,?rom  t°  a  Point  above  the  surface  of 

n^r(ft?oS  ied  ff00fk  an?  b.eyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 

ll  eS'ed/Ma/ate  yL  there,  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested 

and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

*73,  Anter  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu- 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

•  V74,  ,Tbe,  material  and  labor  for  the  test  must  be  fur- 

*  shed  by  the  plumber.  When  the  peppermint  test  is  used 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 

ouncePof°onVnfStnneS  and  f 1Iar  irlheight  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 

when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations.  v 

Gas  Piping  and  Fixtures. 

KniM;  Hercaft<r.r  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac- 
cordance  with  the  provisions  of  section  89  of  the  Building 

For  additional  requirements  of  public  buildings  theatres 
CodeP  aCeS  °f  assemblage’  see  part  XXI  of  the  ’ Building 

.177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings 
This  permit  will  be  issued  only  to  a  registered  plumber 

mTnt  flt|ra-ti!?nS  may-  be  ?ade  by  n°tifymg  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

.  *7g-  ,gas  pipe  shall  be  of  the  best  quality  wrought 

1n°  n  °r  Stld  and  tbe  klnd  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Diameters 

Weights  per 
Linear  Foot 

Y  inch . 

Vi  inch . 

inch . 

1  inch . 

1)4  inch . 

1  )4  inch . . 

2  inch . 

2)4  inch . 

3  inch . 

3)4  inch . 

4  inch . 

No  pipe  allowed  of  less  than  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted.  . 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  - 
comfng  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  run”jJ|g 
“branches  cross  beams,  they  must  do  so  with  n 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more Jhan  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  cov 

184  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap  . ^  °utlets 
less  than  44  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerp.eces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitte  . 

Where  necessary  to  cut  out  to  repair  leaks  < * 'i^and  left 
sions,  pipe  shall  be  again  put  together  with  right  and  lelt 

couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
;  ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 


ing  scale : 


Diameter  Length  Burners 


....  26  feet 

3 

....  36  feet 

6 

....  60  feet 

20 

....  80  feet 

35 

1 1/  inrVi  . 

....  110  feet 

60 

....  150  feet 

100 

.  200  feet 

200 

9l/£  inrVi  . 

.  300  feet 

300 

.  450  feet 

450 

.  500  feet 

600 

.  600  feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  bra.ss.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  o 
inches  in  height,  and  the  same  to  stand  for  five  minutes, 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modification*. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 

and  information :  . 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps.  .... 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 

venting.  . 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
a"d,  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

.  A  Quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as. the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  .  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 


For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 


For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
lties  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 


Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  o‘r  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 


Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 


Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix^ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 

USE  OF  HYDRATED  LIME  IN  CONCRETE. 


ky  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
Amencan  Society  for  Testing  Materials. 

*naximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
tor  each  ninety-five  pound  bag  of  Portland  cement : 


1-1 JA-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J/2-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  front  Administrative  Orders. 

283-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

SA— Johnson  Improved  Rotary  Fuel  Oil  Burner. 
•SA— ' Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

•S A— Kennedy  2^4 -inch  Hose  Outlet  Valve,  Type 
“A”. 


938-22- 

1279-25- 

380-29- 

359-30- 

209-32 

237-32 

528-32 

98-33 


164-33 

77-34- 

136-34 

156-34 

221-34 

224-34 

301-34 

7-35 

11-35- 

39-35- 

43-35- 

51-35- 

58-35 

88-35 

97-35 

113-35 


SA— -Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

SA— Croker  4-inch  Siamese. 

.SA— D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

-SA— Weldon  Extinguisher. 

_SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3x3x6  in. 
flush  type  of  straightway  and  90°  patterns. 

-SA — Firemaster  Fire  Extinguisher. 

-SA— Packard  Fuel  Oil  Burner. 

SA— Korth  Oil  Burner,  Model  S. 

SA— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

■SA— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

■SA— Progressive  Press  Machine  Oil  Burner. 

.SM— “Radbur”  Flameproofing  Compound. 

-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

SA— N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection.  _ 

SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 

SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

S A— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

■SA— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

-SA— Roper  Rotary  Pump  for  Fuel  Oil. 

-SA— Ryan  Marvel  Oil  Burner,  Model  M. 


123-35-SA- 
135-35-SA- 
156-35-SA- 

158- 35-SA- 

159- 35-SA- 
163-3S-SA- 

171-35-SA- 

175-35-SA- 

189-35-SA- 

208-35-SA- 

216- 35-SA- 

217- 35-SA— 
226-35-SA- 

229-35-SA- 

238-35-SA- 

248- 35-SA- 

249- 35-SA- 

263-35-SA- 

265- 35-SA- 

266- 35-SA- 

274-35-SA- 

313-35-SA- 

343-35-SA- 

352-35-SA- 

15-36-SA- 


21-36-SA- 
24-36- S  A 


-National  Airoil  Safety  Tank  Filling  Valve. 

-Loyalty  Conversion  Hot  Water  Heater. 

-Gillespie  Elevator  Shaft  Door  Switch. 

— Easyway  Space  Heater,  Models  CRL19, 
CRN17,  CSP27,  and  CSP19. 

-Easyway  Water  Heater,  Models  H.W.l  and 
H.W.2. 

-United  Iron  Works  Centrifugal  .Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

-Florence  Cabinet  Heater,  Models  CJ-1,  CJ-Z, 
CJ-21  and  C-2. 

-National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

-Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

-Oceco  Rotary  Pump  for  Petroleum  Products. 

-Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

-Brigham  Oil  Burner. 

-Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

-Hardinge  Gun  Type  Oil  Burner,  Model  25. 

-Garfire  Gun  (Fire  Extinguisher). 

-Acme  Type  205  Polarized  Vibrating  Bells. 

-Acme  High  and  Low  Water  Alarm  Tank 
Switch. 

-Ker-Oil  Automatic  Water  Heater. 

—French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

-Kerogas  Bowl  Type  Oil  Space  Heater,  Models 
300,  305,  310,  315  and  320. 

— Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 

—Peoples  Silent  Oil  Burner,  Models  O  and  G. 

—Pacific  Oil  Burner. 

-Todd  Fuel  Oil  Fill  Pipe  Terminal. 

-Riesner  Fuel  Oil  Ventilating  Brick  No  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

-Herco  Oil  Burner,  Models  R-15  and  R-35. 
-Weco  Multi  Oil  Burner,  Low  Pressure  Type. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  ^  °"e BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . 

Street . . 

P.  . . - . . 

My  Subscription  is  to  begin  with  the  issue  for . . .  ~ .  ’ 
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DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 

Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone— WOrth  2-0184. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 


Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 

CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given— 


The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  March  23,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  March  30,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


Docket. 

Rules  Directory. 

Court  Decisions. 

Call  of  Clerk’s  Calendar. 
The  Hearing  Calendar. 


Minutes  of  Regular  Meeting,  March  17,  1936,  at  10  A.  M 
Affecting  Calendar  Numbers  31-33-BZ,  18-36-BZ,  33* 
35- BZ,  19-3G-BZ,  641-30-BZ,  187-29-BZ,  242-35-BZ,  35- 
35-BZ,  771-26-BZ,  41-36-A  and  350-32-SA. 


Standpipe-Fireline  Rules. 


Approved  Fuel  Oil  Pumps. 

Fire  Retarding  Rules  for  Garages,  etc. 
Reserve  Calendar. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  March  18,  1936 


Cal.  No. 
55-36-S. . 


Department 

...D.B.M... 


56-36-SA . F.D. 


Premises  Affected 
.432-450  Madison  avenue,  north¬ 
west  corner  of  East  49th 
street  (Block  1385,  Lots  14- 
17  and  56-58),  Borough  of 
Manhattan, 

17551-L.D. 

.York  Horizontal  Rotary  Oil 
Burner, 

Appliance. 


Fire  Retarding  Rules  for  Garages, 

. . Mar. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . ••••••  ™ar- 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . ........Nov. 

Platform  Trucks,  Specifications  for. Jan. 

Plumbing  Rules  . M ar. 

Procedure,  Rules  of . •  ••• "hem 

Refrigerating  Systems,  Extract  C.O.Jan. 
Smoking  in  Factories,  Rules  for.... July 

Sprinkler  Rules  . Feb. 

Standpipe  Fireline  Rules . . . Mar. 

Structural  Alterations,  Reporting. .  .June 

Tank  Trucks,  Gasoline,  etc . ...Jan. 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


24,  1936 — Vol.  21,  No.  12 
9,  1935— Vol.  20,  No.  15 
21,  1919 — Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 
10,  1936— Vol.  21,  No.  10 


27,  1934 — Vol. 

28,  1936— Vol. 
17,  1936— Vol. 
25,  1936— Vol. 
28,  1936 — Vol. 

9,  1935— Vol. 
25,  1936— Vol. 
24,  1936 — Vol. 
7,  1932— Vol. 
7,  1936— Vol. 


19,  No.  48 
21,  No.  4 
21,  No.  11 
21,  No.  8 
21,  No.  4 

20,  No.  2S 

21,  No.  8 
21,  No.  12 
17,  No.  23 
21,  No.  1 


10,  1923— Vol.  8,  No.  15 


57-36- A . F.D, 


31-45  West  18th  street,  34 
West  19th  street  and  612-632 
6th  avenue,  east  side,  from 
18th  to  19th  streets  (Block 
820,  Lot  1),  Borough  of 
Manhattan, 

8293-L.C. 


58-36-A . D.B.B . 71-91  Wythe  avenue,  79-85 

North  10th  street,  northeast 
corner,  and  80-98  North  11th 
street  (Block  2296,  Lot  1), 
Borough  of  Brooklyn, 

8059-L.F. 


59-36-BZ . D.B.Q . Northeast  corner  of  Little 

Neck  parkway  and  Hillside 
avenue  (Block  8766,  Lot  1), 
Borough  of  Queens, 

Applic.  423-36. 


Restored  to  Calendar 
641-30-BZ . D.B.Q . South  side  of 


Hillside  avenue, 
41  ft.  east  of  207th  street 
(Block  1508,  Lots  3,  4  and  5), 
Queens  Village,  Borough  of 
Queens, 

N.B.  5846-30. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 


forms  . Aug. 

Concrete  Flat  Slabs,  Rules. ....... -Mar. 

Concrete  Rules  (Hydrated  Lime)... Mar. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Oct. 


2,  1932— Vol.  17,  No.  31 
10,  1936— Vol.  21,  No.  10 
17,  1936— Vol.  21,  No.  11 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 

28,  1935— Vol.  20,  No.  22 

29,  1935— Vol.  20,  No.  44 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . ......Mar. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar. 

Fuel  Oil  Fill  Pipe  Terminals. . Mar. 

Fuel  Oil  Burners  for  Industrial  Use.Mar. 

Fuel  Oil  Pumps . Mar. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Mar. 


5,  1935— Vol.  20,  No.  10 
10,  1936— Vol.  21,  No.  10 

10,  1936— Vol.  21,  No.  10 
10,  1936 — Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 
24,  1936 — Vol.  21,  No.  12 

26,  1935— Vol.  20,  No.  48 

10,  1936— Vol.  21,  No.  10 


COURT  DECISIONS 

Hassall  vs.  Murdock  et  al.— On  December  27,  1933,  board  denied 
gasoline  station  in  business  district,  under  sections  7- 
and  21,  Cal.  No.  141-33-BZ,  premises  northwest  corner 
Farmers  boulevard  and  143rd  street,  Springfield,  Bor¬ 
ough  of  Queens.  Mr.  Justice  Faber  confirmed  referee  s 
report  and  reversed  board  (N.  Y.  L.  J.,  March  28, 
1933).  Appellate  Division  reversed  order  of  Special 
Term  and  referred  matter  back  to  board,  to  permit  peti¬ 
tioner  to  submit  further  proof  (N.  Y.  L.  J.,  February  1, 
1936). 

*  *  * 

Matter  of  Streit  and  another  (Board  of  Standards  and  Appeals)— On 
November  20,  1934,  board  denied  reopening  of  applica- 
tion  previously  denied  for  gasoline  station  in  business 
district,  under  section  21,  Cal.  No.  26-32-BZ,  Premises 
1551-1555  Coney  Island  avenue.  Borough  of  Brooklyn. 
Justice  Lockwood  referred  matter  back  to  board  for  a 
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MONDAY,  MARCH  23,  1936,  AT  2  P.  M. 


Building  Zone  Cases 


336-35-BZ. 

APPLICANT— Stein  and  Wiener,  substituted  for  Abra¬ 
ham  M.  Schwartz,  for  Sarah  Gordon,  owner. 
PREMISES— 3312  Boston  road,  east  side,  208.15  ft.  north 

„  r  r' _  "Mr*  A7V?  T  .nt  TMn  12V 


Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 


repair  shop. 


604-31-BZ. 

APPLICANT— Glynn,  Smith  and  Narins,  for  Four  Nas¬ 
sau  Realty  Corporation,  owner. 

PREMISES— Northwest  corner  of  Main  street  and  Nas- 
sau  boulevard  (Block  No.  6382,  Lot  No.  25), 
Flushing,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  budding  zone 
resolution  (reopened  February  4,  1936), 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


4-36-BZ. 

APPLICANT— Samuels  and  Samuels,  for  Julius  Bichov- 
sky,  owner. 
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PREMISES — 133-54  Lefferts  boulevard,  northwest  corner 
of  135th  avenue  (Dumont  avenue)  ;  (Block  No. 
2580,  Lot  No.  1),  Richmond  Hill,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

20-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  James  A. 
Trowbridge,  Jr.,  owner. 

PREMISES— 101  East  108th  street  and  1481-1483  Park 
avenue,  northeast  corner  (Block  No.  1636,  Lot 
No.  1),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

335-35-BZ. 

APPLICANT — Paul  R.  Silverstein,  for  Anna  Gidseg, 
owner. 

PREMISES— 167-03  to  167-09  108th  road,  north  side,  117 
ft.  5  in.  west  of  Merrick  road  (Block  No.  1241, 
Lot  No.  18),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  warehouse,  garage  for  five  (5) 
motor  vehicles  and  loading  platform. 


MARCH  24,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
24,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  280-35-BZ — Application,  October  11,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Reydel,  Jr.,  applicant, 
on  behalf  of  Borden’s  Farm  Products 
Co.,  Inc.,  and  the  Estate  of  Chester  S. 
Kingman  (Brooklyn  Trust  Co.,  Trus¬ 
tee),  owners,  to  permit  in  a  business 
district  the  erection  of  an  extension  to 
an  existing  milk  bottling  plant  with 
the  omission  of  the  required  rear 
yard;  premises  11-21  Quincy  street, 
north  side,  87  ft.  east  of  Downing 
street  and  32-38  Lexington  avenue 
(Block  No.  1969,  Lot  Nos.  66  and  33), 
Borough  of  Brooklyn. 

cal.  no.  326-35-BZ — Application,  November  12,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Isaac  Schach- 
ne,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
208  Boerum  street  and  296  Bushwick 
avenue,  southwest  corner  (Block  No. 
3081,  Lot  Nos.  15  and  16),  Borough  of 
Brooklyn. 

cal.  no.  351-35-BZ — Application,  December  13,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Jerrold  Kane,  applicant,  on  be¬ 


half  of  Camager  Corporation,  owner, 
to  permit  in  a  business  district  the 
maintenance  of  a  parking  space  for 
more  than  five  (5)  motor  vehicles; 
premises  35-40  Junction  boulevard 
west  side,  100.8  ft.  north  of  37th  ave¬ 
nue  (Block  No.  1469,  Lot  Nos.  1  and 
26),  Corona,  Borough  of  Queens. 

cal.  no.  93-33-BZ  Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  T.  H.  Fraser  Mort¬ 
gage  Corp.,  owner,  reopened  January 
21,  1936,  under  section  7c  of  the 
building  zone  resolution,  to  permit 
partly  in  an  unrestricted  district  and 
partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  246-250  At¬ 
lantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  24,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

1-36-A  1404-1414  East  New  York  avenue,  south  side,  be¬ 
tween  Amboy  and  Herzl  streets  (Block  No. 
3495,  Lot  Nos.  12  and  16),  Borough  of 
Brooklyn. 

12-36-A — 279-283  Fourth  avenue  and  100  East  22nd  street, 
southeast  corner  (Block  No.  877,  Lot  No.  89), 
Borough  of  Manhattan. 

39-36-A — 1492-1494  Bushwick  avenue,  south  side,  63  ft.  6 
in.  east  of  Granite  street  (Block  No.  3461,  Lot 
No.  32),  Borough  of  Brooklyn. 

43-36-A — 255-273  Calyer  street,  northeast  corner  of  Newell 
street  (Block  No.  2578,  Lot  Nos.  23  and  16), 
Borough  of  Brooklyn. 

46- 36-A — 565  Fifth  avenue  and  9  East  46th  street,  north¬ 

east  corner  (Block  No.  1282,  Lot  No.  1),  Bor¬ 
ough  of  Manhattan. 

53-36-A — 108-120  North  6th  street,  south  side,  151  ft.  west 
of  Berry  street  (Block  No  2334,  Lot  No.  20), 
Borough  of  Brooklyn. 

Variation  of  Labor  Law 

47- 36- S — 168  Wilson  avenue,  south  side,  50  ft.  east  of 

Hart  street  (Block  No.  3234,  Lot  No.  31), 
Borough  of  Brooklyn. 

Appliance  Submitted  for  Approval 
49-36-SA — Quiet  Heet  Oil  Burner. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
24,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  267-35-BZ— Application,  October  2,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Lama  and  Pros¬ 
kauer,  applicants,  on  behalf  of  J.  Her¬ 
bert  Bate  Company,  Inc.,  owner,  to 
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permit  partly  in  a  business  district  and 
partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil 
storage  plant;  premises  73-02  to  73-2U 
and  74-02  to  74-16  Amstel  boulevard 
north  side,  260  ft.  west  of  Beach  72nd 
street  (Block  No.  524,  Lot  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 


nance  of  a  multiple  dwelling  with  busi¬ 
ness  use  (stores)  on  the  first  story; 
premises  2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  south¬ 
west  corner  (Block  No.  3161,  Lot  Nos. 
18  to  23  inclusive),  Borough  of  The 
Bronx. 


tat  no  695-29-BZ — Application  of  Louis  Curcio  appli- 
cal.  NO.  W5  a  BA  behalf  o£  Hulon  Realty  Cor- 

poration,  owner,  reopened  March  4, 
1936  under  section  7f  of  the  building 
zone  resolution,  for  consideration  as 
to  extension  of  time  of  permit  re 
Application,  granted  on  condition,  un¬ 
der  section  7f  of  the  building  zone 
resolution,  permitting  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
southwest  corner  of  Wilkinson  avenue 
and  Westchester  avenue  (Block  No. 
4235,  Lot  Nos.  36  and  38),  Borough 
of  The  Bronx. 


cal.  no.  341-35-BZ 


—Application,  November  29,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  Goodman,  applicant,  on 
behalf  of  Department  of  Water  Supply, 
Gas  and  Electricity,  City  of  New  York, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  and  repair  shop  and  also,  stor¬ 
age  yard ;  premises  northwest  corner  of 
Cornish  avenue  and  Poyer  street 
(Block  No.  1538,  Lot  No.  78),  Elm¬ 
hurst,  Borough  of  Queens. 


cal  no  281-35-BZ— Application,  October  11,  1935,  under 
CAL.  NO.  *0  section  21  of  the  building  zone  resolu¬ 

tion,  of  Abraham  Wilson,  applicant, 
substituted  for  Michael  Glick,  on  be¬ 
half  of  Nosmarba  Realties,  Inc., 
owner,  to  permit  in  a  residence  dis- 
trict  the  alteration  and  change  of  oc¬ 
cupancy  of  part  of  a  multiple  dwelling 
to  business  use  (stores)  ;  premises 
2295  Grand  Concourse,  southwest  cor¬ 
ner  of  East  183rd  street  (Block  No. 
3163,  Lot  No.  22),  Borough  of  The 
Bronx. 


cal.  no.  360-35-BZ— Application,  December  23  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie 
Spinelly,  owners,  to  permit  in  a  busi¬ 
ness  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station,  and  also 
the  inclusion  of  a  brake  testing  room; 
premises  2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend 
Neck  road  (Block  No.  7371,  Lot  Nos. 
68  and  70),  Borough  of  Brooklyn. 


HARRIS  H.  MURDOCK,  Chairman. 


cal.  no.  300-35-BZ— Application,  October  30  1935,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  William  Richter,  appli¬ 
cant,  an  behalf  of  Arthill  Realty  Cor¬ 
poration,  owner,  to  permit  in  a  business 
district  the  extension  of  an  existing 
gasoline  service  station ;  premises  2664- 
2694  Ocean  parkway,  west  side,  15  ft. 
south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of 
Brooklyn. 
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Building  Zone  Cases 

30-36-BZ.  „  ,  ,  . 

APPLICANT — Samuels  &  Samuels,  for  Meyer  Randolph, 


owner.  , 

PREMISES — 708  Bedford  avenue  and  15-17  Lynch  street, 


cal.  no.  510-27-BZ— Application  of  Edwin  H.  Snacken- 
berg,  applicant,  on  behalf  of  Stony 
Road  Corporation,  present  owner,  re¬ 
opened  February  18,  1936,  for  consider¬ 
ation  of  an  amendment  to  the  resolu¬ 
tion  of  July  17,  1928— re  Application, 
granted  on  condition,  under  sections 
7 g  and  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises 
southwest  corner  of  Cypress  Hills 
road  and  Cooper  avenue  (Block  No. 
2882,  part  of  Lot  No.  8),  Ridgewood, 
Borough  of  Queens. 


northwest  corner  (Block  No.  2230,  Lot  No.  37), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 

resolution,  .  .  , 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


67-33-BZ. 

APPLICANT— Michael 


Glick,  for  Harry  Weisberg, 


PREMISES— 3900  Baychester  avenue  and  1225  East  233rd 
street,  northeast  corner  (Block  No.  4955,  Lot  No. 
1),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  24,  1935), 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
gasoline  service  station— previously  granted  by  the 
board  for  a  temporary  period  which  has  expired. 


•al.  no.  362-35-BZ— Application,  December  28  1935,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  &  Siegel,  ap¬ 
plicants,  on  behalf  of  Dominick  Salvato 
Co.,  Inc.,  owners,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte- 


MARCH  31,  1936,  10  A.  M. 

Building  Zone  Applications 
NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Marcn 
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31,  1936,  at  10  o  clock,  in  Room  1013,  Municipal  Building 

on  the  tollowing  matters : 

cal.  no.  122-31-BZ— Application  of  Samuels  and  Samuels, 
applicants,  on  behalf  of  Andrew  n! 
Miller,  owner,  reopened  October  1, 
1935,  under  section  7f  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  maintenance  of  a  gasoline 
seryice  station  for  a  further  temporary 
period  of  two  (2)  years;  premises 
141-09  Lincoln  avenue,  northwest  cor¬ 
ner  of  142nd  street  (Block  No.  1122, 
Lot  No.  134),  South  Jamaica,  Borough 
of  Queens. 

CAL.  NO.  245-35-BZ— Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  A.  Cantore,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  the  alteration  and  extension  of 
an  existing  store;  premises  36-18  30th 
street,  west  side,  164.17  ft.  south  of 
Washington  avenue  (Block  No.  342, 
Lot  No.  31),  Astoria,  Borough  of 
Queens. 

cal.  no.  126-35-BZ  Application,  May  18,  1935,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Edwin  H.  Snackenberg,  applicant, 
on  behalf  of  Sidney  Hollaender, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution;  re¬ 
opened  and  restored  to  calendar  Octo¬ 
ber  22,  1935)  ;  premises  182-01  to  182- 
09  Hillside  avenue  and  87-23  to  87-31 
182nd  street,  northeast  corner  (Block 
No.  996,  Lot  No.  1),  Jamaica,  Borough 
of  Queens. 

cal.  no.  290-35-BZ— Application,  October  22,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edwin  H.  Snackenberg,  appli¬ 
cant,  on  behalf  of  Rieka  Bender, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station;  premises  32- 
34  Herbert  street  and  489-497  Hum¬ 
boldt  street,  southwest  corner  (Block 
No.  2830,  Lot  Nos.  15,  16  and  17), 
Borough  of  Brooklyn. 

cai.  no.  328-35-BZ— Application,  November  13,  1935,  un¬ 
der  section  7h  of  the  building  zone 
resolution,  of  Cadwalader,  Wicker- 
sham  and  Taft,  applicants,  on  behalf 
of  Margaret  C.  S.  Carroll  and  Fran¬ 
cis  Smyth,  owners,  to  permit  in  a  busi¬ 
ness  district  the  parking  and  storage 
of  more  than  five  (5)  motor  vehicles : 
premises  922  Westchester  avenue,  918 
Rogers  place,  southeast  corner  and 
909-923  East  163rd  street  (Block  No. 
2697,  Lot  No.  35),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  31,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

41-36-A — 883-889  First  avenue  and  349-363  East  49th  street, 
northwest  corner  (Block  No.  1342,  Lot  Nos.’ 
20  to  26),  Borough  of  Manhattan. 


48-36-A — 1701-1703  Sheepshead  Bay  road  and  1708-1718 
Voorhies  avenue,  southeast  corner  (Block  No. 
7492,  Lot  No.  104),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
31,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument  pending  an  inspection  and  a  report  with 
recommmendation  by  the  committee  of  the  board: 

CAL.  NO.  31-33-BZ — Application  of  John  J.  M.  O’Shea, 
applicant,  on  behalf  of  Denis  P.  Healy[ 
owner,  reopened  June  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,.  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station — previously 
granted  by  the  board  for  a  temporary 
period  of  two  (2)  years  (temporary 
permit  has  expired  and  station  has 
not  been  erected)  ;  premises  610-622 
Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot 
Nos.  40  and  43),  Borough  of  Brooklyn. 

CAL.  NO.  18-36-BZ— Application,  January  30,  1936,  under 
sections  7c,  7e  and  21  of  the  building 
zone  resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 

cal.  no.  338-35-BZ— Application,  November  26,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jr., 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

cal.  no.  19-36-BZ— Application,  January  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S.  J.  Reckford, 
et  al.,.  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal ;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  6,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

234-35-BZ.  ^ 

APPLICANT — Larry  Meltzer,  for  Katie  Kirshenbaum, 

PREMISES— 1065  Hopkinson  avenue  and  1360-1370  Lin¬ 
den  boulevard,  southeast  corner  (Block  No.  3641, 
Lot  No.  28),  Borough  of  Brooklyn 
APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  Calendar 

March  10,  1936),  ,.  .  , 

TO  PERMIT  in  a  residence  use  D  area  district  the 
erection  and  maintenance  of  a  one-story  one-car 
garage  (previously  dismissed  for  lack  of  prosecu¬ 
tion). 


2-36-BZ  L  _ 

APPLICANT — Max  Dreyfuss,  for  Romabe  Realty  Cor¬ 
poration,  owner.  ,  lCn  ct 

PREMISES— 83-02  to  83-10  Parsons  boulevard  and  150-34 
to  150-62  Grand  Central  parkway,  southwest  cor¬ 
ner  (Block  No.  2601  (6717),  Lot  Nos.  96  and  99). 
Jamaica,  Borough  of  Queens.  ..... 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  F  area  district  the 
erection  and  maintenance  of  a  multiple  dwelling 
not  conforming  with  the  requirements  of  the 
building  zone  resolution  as  to  set  back  from  the 
building  line  and  as  to  area. 


28-36-BZ. 

APPLICANT— Paul  Miller,  for  Revelation  Realty  Cor¬ 
poration,  owner. 


PREMISES — 3112  Jerome  avenue  east  side,  20  ft  south 
of  East  204th  street  (Block  No.  3321,  Lot  No.  35), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 

resolution,  ....  f 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 

repair  shop. 


APRIL  21.  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  Provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
21,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cl.  no.  641-30-BZ_Application  rfMictad  Shariey^ppli- 

Inc.'  owner,  reopened  March  17,  1936 
for  ’  rehearing  on  revised  proposition 
(matter  having  been  referred  back  to 
the  board  by  Order  of  the  Court)  re 
Application,  under  sections  21  and  /I 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  maintenance  of  a  gasoline  service 
station  for  a  further  period  of  two 
(2)  years  (previously  granted  for  a 
temporary  period)  ;  premises  south 
side  of  Hillside  avenue,  41  ft.  east  of 
207th  street  (Block  No.  1508,  Lot  Nos. 
3,  4  and  5),  Queens  Village,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  meeting 
TUESDAY  MORNING,  MARCH  17,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  March  10,1936  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  March  10,  1936,  were  approved  as  printed  in  Bulletin 
No.  11,  Vol.  XXL 

BUILDING  ZONE  CASES 

31-33-BZ.  .  _  yj.  . 

APPLICANT— John  J.  M.  O’Shea,  for  Denis  P.  Healy, 
owner.  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station  previ¬ 
ously  granted  by  the  board  for  a  temporal  y  period 
of  two  (2)  years  (temporary  permit  has  expired 
and  station  has  not  been  erected)  ;  (reopened  June 

18,  1935).  .  ., 

PREMISES  AFFECTED— 610-622  Utica  avenue  north¬ 
west  corner  of  Winthrop  street  (Block  No.  461)3, 
Lot  Nos.  40  and  43),  Borough  of  Brooklyn. 


AppEARANCEScant:  John  j  M  0>shea  and  Abram 
Schlefsky. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  March  31,  1936,  at 
2  p.m.,  for  report  of  committee  on  inspection. 
No  further  argument. 


18-36-BZ.  ,  T  .. 

APPLICANT— Capitol  Theatre  Bus  Terminal,  Inc.  (les¬ 
see),  for  Messmore  Kendall,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c,  7e  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles  and  the 
erection  of  a  building  for  a  bus  terminal. 

PREMISES  AFFECTED — 236-250  West  51st .street,  south 
side,  100  ft.  east  of  8th  avenue  and  237-247  West 
50th  street  (Block  No.  1022,  Lot  Nos.  54  to  60 
inclusive,  5,  6,  8,  9  and  part  of  Lot  No.  10),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES—  ~ 

For  Applicant:  Bernard  Sobol,  Frank  C.  Mur¬ 
dock,  John  McNamara,  Herbert  E.  Johnson, 
Thomas  W.  Lamb,  Harry  J.  Williams,  South- 
art  Cnmbs  and  William  J.  Flynn. 
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For  Opposition:  Benjamin  Millstein,  Samuel 
Cohen,  John  H.  Stoever  and  Charles  Tannen- 
baum. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1936,  at 
2  p.m.  No  further  argument. 


338-35-BZ. 


APPLICANT — George  Alexander,  Jr.,  for  Avenue  D 
Building  Co.,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  an  unrestricted  district  the  change  of 
occupancy  of  part  of  an  existing  building  to  a 
motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 1599-1609  Flatbush  avenue, 
southeast  corner  of  Avenue  H  and  802  East  32nd 
street  (Block  No.  7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

APPEARANCES— 


For  Applicant:  Joseph  M.  Lonergan  and  George 
Alexander,  Jr. 

For  Opposition:  Thomas  E.  Bromlee,  Mrs.  L.  F. 
Hollenbach,  Mrs.  Irva  E.  Smith,  Mrs.  Eliza¬ 
beth  Knightley,  Florence  Breden,  Mrs.  J. 
Meegan,  Nellie  A.  Riley  and  John  McElraevy. 
For  Administration:  Assistant  Engineer  Dewey 
.  „  „  Rothkrug,  Department  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  March  31,  1936,  at 
2  p.m.  No  further  argument. 


19-36-BZ. 

APPLICANT — Empire  State  Lines,  Inc.,  for  S.  J.  Reek- 
ford,  et  al.,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  storage  and  parking  of  more  than 
five  (5)  motor  vehicles  as  a  bus  terminal. 

PREMISES  AFFECTED — 555-557  West  167th  street  and 
1142-1144  St.  Nicholas  avenue,  northeast  corner 
(Block  No.  2124,  Lot  Nos.  40  and  41),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  Gilbert  Lazerus. 

For  Opposition:  Robert  D.  Elder. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1936,  at 
2  p.m.,  pending  amendment  to  the  building  zone 
resolution. 


641-30-BZ. 

APPLICANT — Michael  Shanley,  for  2508  Broadway, 
Inc.,  owner. 

SUBJECT — Application  for  reopening — rehearing  by 

Order  of  the  Court — re  revised  proposition — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  sections  21  and  7f  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
the  maintenance  of  a  gasoline  service  station  for 
a  further  period  of  two  (2)  years  (previously 
granted  for  a  temporary  period). 

PREMISES  AFFECTED — South  side  of  Hillside  avenue, 
41  ft.  east  of  207th  street  (Block  No.  1508,  Lot 
Nos.  3,  4  and  5),  Queens  Village,  Borough  of 
Queens. 

appearances— 

For  Applicant:  George  H.  Ward  and  Julia 
Shanley. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  April  21,  1936,  at 
...  10  a.m.  Applicant  to  notify  property  owners  in 
the  affected  area  by  registered  mail  not  later  than 
April  7,  1936, 


THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 


187-29-BZ. 

APPLICANT  Herman  H.  Torborg,  for  Charles  Sutter 
Estates,  Inc.,  owner. 

SUBJECT— Application  for  Extension  of  Time— re  Ap¬ 
plication  (decision  of  the  superintendent  of  build- 
ings)  under  section  21  of  the  building  zone  reso- 
lution,  permitting,  _  partly  in  a  business  district 
and  partly  in  a  residence  district,  the  erection  and 
maintenance  of  a  gasoline  service  station.  (Re¬ 
opened  September  24,  1935.) 

PREMISES  AFFECTED — 84-02  Linden  boulevard  south¬ 
east  corner  of  84th  street  (Block  No.  2282  Lot 

APPEARANCES— e<^UCt’  B°r°Ugh  °£  Qu'enS' 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack 
of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . .....!  1 !  0 

Absent  . "  .  q 

THE  RESOLUTION— 

(187-29-BZ) 

Whereas,  this  application  affecting  premises  84-02  Lin¬ 
den  boulevard,  southeast  corner  of  84th  street  (Block  No. 
2282,  Lot  No.  1),  Aqueduct,  Borough  of  Queens,  was  re¬ 
opened  by  vote  of  the  board  on  September  24,  1935,  subject 
to  usual  procedure;  and 

Whereas,  the  applicant  failed  to  complete  his  papers 
though  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


242-35-BZ. 

APPLICANT— James  J.  Skehan  and  Anna  Skehan,  own¬ 
ers. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 1620  Castle  Hill  avenue,  south¬ 
east  corner  of  Glover  street  (Block  No.  3989,  Lot 

appearances-  n)’  Borough  o£  The  Bronx- 

For  Applicant :  Vesta  J.  C.  Skehan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied 
THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  '  .  g 

THE  RESOLUTION— 

(242-35-BZ) 

c.1  ^Yi^erea^,i  James  J.  Skehan  and  Anna  Skehan,  owners 
filed  September  13,  1935,  an  application  under  the  building 
zone  resolution  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station ;  prem- 
ises:  1620  Castle  Hill  avenue,  southeast  corner  of  Glover 
street  (Block  No.  3989,  Lot  Nos.  10  and  11),  Borough  of 
Ihe  Bronx;  gnd  • 
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Whereas,  a  public  hearing  was  held  on  this  application 
bv  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  17,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  bull 
ing  zone  resolution  show  that  Castle  Hill  avenue  is  m  a 
business  district;  Glover  street  is  in  business  and  residence 
districts  and  St.  Raymonds  avenue  is  in  business  and 

residence  districts;  and  .  .  ,  .... 

Whereas,  the  decision  of  the  commissioner  of  buildings, 

rendered  August  14,  1935  (re  N.B.  App.  No.  242-1935), 

reads •  •  i  • 

“Proposed  gasoline  service  station  in  a  business  dis¬ 
trict  is  contrary  to  the  provisions  of  the  Building 
Zone  Resolution.” 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  64  ft.  on  Castle  Hill 
avenue,  50  ft.  on  Glover  street  and  a  distance  of  40.8  ft. 
along  the  southerly  lot  line— upon  which  it  is  proposed  to 
erect  a  one  story  office  and  lubritorium  17  ft.  by  40.8  it., 
irregular  in  area,  and  also  the  necessary  tanks  and  pumps 
for  a  gasoline  service  station;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises  on 

March  5,  1936;  and  .  , 

Whereas,  the  board  deemed  that  the  applicants  have 
not  substantiated  their  basis  of  appeal,  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


353-35-BZ. 

APPLICANT— George  W.  Rappold,  for  Reinhold  A. 

Skelton,  owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 86-08  Broadway,  west  side ,  62 
ft  south  of  51st  (Maurice)  avenue  (Block  No. 
1549,  Lot  No.  12),  Elmhurst,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  William  James  Bell. 

For  Opposition:  None.  . 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  .  „  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . % .  b 

Absent  .  b 

THE  RESOLUTION— 

(353-35-BZ) 

Whereas,  George  W.  Rappold,  for  Reinhold  A.  Skel¬ 
ton,  owner,  filed  December  14,  1935,  an  application  under 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  more 
than  five  motor  vehicles;  premises:  86-08  Broadway,  west 
side,  62  ft.  south  of  51st  (Maurice)  avenue  (Block  No. 
1549,  Lot  No.  12),  Elmhurst,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  17,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
district;  51st  (Maurice)  avenue  is  in  business  and  resi¬ 
dence  districts ;  Reeder  street  and  Queens  boulevard  are 
in  business  districts;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  29,  1936,  re  App.  No.  4735,  reads: 


“The  erection  of  a  public  garage  for  more  than  five 
cars  in  a  business  district  is  contrary  to  article  2,  sec¬ 
tion  4,  of  the  Zone  Resolution.” 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  35.4  ft.  on  Broadway  and  a  maximum 
depth  of  210  ft.  On  the  Broadway  front  of  the  plot  there 
is  located  a  one  and  two  story  frame  building,  2/  tt.  by 
62  ft.  in  area,  occupied  as  undertaking  establishment  and 
a  funeral  chapel ;  on  the  rear  of  the  plot  there  is  located 
a  one  story  frame  building,  28  ft.  by  7o  ft.  in  area,  occu¬ 
pied  as  a  6  car  garage— this  building  extends  into  the  bed 
of  (mapped)  Reeder  street,  for  a  maximum  distance  ot 
25  ft. ;  it  is  proposed  to  demolish  this  building  and  to  erect 
upon  the  rear  of  the  plot  a  one  story  non-fireprool  build¬ 
ing  to  be  used  as  a  garage  for  more  than  five  (5)  motor 

vehicles ;  and  .  ,  .  ,  .  ,  • 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises  on 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  on  the  grounds 
of  practical  difficulty  and  unnecessary  hardship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  to  permit  the  erection  and  use  of  the  proposed  one- 
story  garage  building  as  indicated  on  plans  filed  with  this 
appeal,  on  condition  that  the  building  shall  be  located  as 
indicated  in  rear  of  Lot  12,  adjacent  to  the  easterly  line 
of  the  proposed  Reeder  street ;  that  the  garage  shall  be 
exclusively  for  the  storage  of  automobiles  used  in  con¬ 
junction  with  the  operation  of  the  undertaking  business 
located  on  front  of  this  lot  at  premises  known  as  86-U8 
Broadway;  that  the  ceiling  of  this  building  shall  be  fare 
retarded  in  accordance  with  the  Rules  of  the  Board  ot 
Standards  and  Appeals  and  the  weather  surfacing  ot  the 
roof  shall  be  of  non-inflammable  material;  that  no  windows 
shall  be  installed  in  the  garage  walls  parallel  to  the  side 
lot  lines  unless  the  distance  between  such  walls  and  side 
lot  lines  is  at  least  7  ft.;  that  this  variation  is  granted 
only  so  long  as  the  building  is  used  as  herein  permitted , 
and  that  all  permits  shall  be  obtained  and  all  work  shall 


771-26-BZ. 

APPLICANT— Sidney  L.  Strauss,  for  Firestone  Tire  and 
Rubber  Company,  owner.  - 

SUBJECT— Application  for  reopening— consideration  ot 
an  amendment  to  resolution  of  February  11,  1936 
— re  Application,  granted  on  condition,  under  sec¬ 
tions  7c  and  21  of  the  building  zone  resolution, 
permitting  partly  in  a  business  district  and  partly 
in  a  residence  district,  the  erection  and  mainte¬ 
nance  of  a  business  building,  also  a  gasoline 

service  station.  „  _  , 

PREMISES  AFFECTED— 606-618  East  Fordham  road, 
southwest  corner  of  Hughes  avenue  (Block  JNo. 
3078,  Lot  Nos.  16  and  17),  Borough  of  The  Bronx. 


APPEARANCES—  ,  T  0  ^  m  , 

For  Applicant:  Sidney  L.  Strauss  and  Dudley 

Sisher. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  - 

Absent  ••••••• •«•••••••* 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er  Blum  and  Assistant  Chief  Walsh . 

Negative:  Commissioner  Savage . 

Absent  . 
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THE  RESOLUTION— 

(771-26-BZ) 

Whereas,  this  application  affecting  premises  606-618 
East  Fordham  road,  southwest  corner  of  Hughes  avenue 
(Block  No.  3078,  Lot  Nos.  16  and  17),  Borough  of  The 
Bronx,  was  granted  by  the  board,  January  4,  1927,  on 
certain  conditions,  resolution  amended  February  11,  1936, 
and  applicant  requests  further  amendment  of  the  resolution.' 

Resolved  that  the  amended  resolution  adopted  by  the 
board  on  February  11,  1936,  be  and  it  hereby  is  further 
amended  so  that  the  resolution  will  read: 

“that  in  the  event  the  owner  desires  to  alter  the  build¬ 
ing  for  the  occupancy  of  the  birestone  Tire  &  Rubber 
Co.,  generally  as  indicated  on  plans  filed  with  this 
appeal,  such  alteration  involving  the  removal  of  a 
portion  of  the  building  facing  Fordham  road  and  the 
relocation  of  existing  facilities  and  existing  uses  con¬ 
sisting  of  pneumatic  tire  repairing  and  mounting,  bat- 
tery  charging  and  battery  repair,  brake  testing,  brake 
adjusting  and  relining  and  drum  truing,  ignition  repair 
and  checking  of  ignition  system,  wheel  aligning,  auto¬ 
mobile  lubrication,  sale  of  gasoline,  washing  of  auto¬ 
mobiles,  accessory  retail  store  for  automobile  supplies, 
and  storage  in  basement  and  second  floor  of  tires  and 
accessory  supplies,  may  be  made,  on  condition  that  not 
more  than  one  rack  shall  be  installed  for  wheel  align¬ 
ment  and  not  more  than  one  machine  shall  be  installed 
for  brake  testing  and  that  such  motor  vehicle  repairing 
as  is  carried  on  shall  be  limited  to  such  work  as  is 
necessary  only  for  wheel  alignment  and  brake  testing- 
that  gasoline  pumps  shall  be  located,  as  indicated,  not 
nearer  than  11  ft.  to  the  building  line  of  Fordham 
road;  that  there  shall  be  erected  on  the  building  line  a 
reinforced  concrete  curb,  extending  for  a  distance  of 
3  ft.  both  along  Fordham  road  and  Hughes  avenue 
from  the  corner  formed  by  these  two  thoroughfares 
that  the  curb  cuts  on  the  building  line  shall  be  restricted 
to  two  curb  cuts  on  Fordham  road,  each  cut  not  ex¬ 
ceeding  30  ft.  and  two  curb  cuts  on  Hughes  avenue  one 
40  ft.  in  width  and  one  45  ft.  6  in.  in  width ;  that  the 
curb  cuts  shall  be  restricted  to  tzoo  (2)  curb  cuts  from 
Fordham  road,  each  cut  not  exceeding  30  ft.,  and  two 
(2)  curb  cuts  to  Hughes  avenue,  one  40  ft.  in  width  and 
one  45  ft.  6  in.  in  width,  all  curb  cuts  to  be  located  as 
shovun  on  revised  plans  marked  ‘Received  March  16. 
1936’,  and  that  all  curbing  other  than  such  curb  cuts 
to  be  restored  to  the  full  required  height;  tjhait  thei 
signs  shall  be  limited  to  the  illuminated  globes  of  the 
gasoline  pumps  and  to  the  exterior  signs  on  the  facades 
of  the  building  on  Fordham  road  and  Hughes  ave¬ 
nue  limited  to  the  double-faced  illuminated  sign 
and  to  non-illuminated  signs  placed  along  the  face  of 
parapet  of  the  one-story  portion  of  building,  as  indi¬ 
cated  on  revised  plan  marked  ‘Received  March  16, 
1936’,  and  waiving  the  requirements  of  Section  214 ’ 
Art.  16,  Chap.  23  of  the  Code  of  Ordinances  in  so  far 
as  the  provisions  thereof  interfere  with  the  erection 
of  the  double-faced  electric  sign  indicated  on  plans,  on 
condition  that  this  sign  shall  not  exceed  the  area 
therein  permitted  and  that  it  shall  in  no  event  exceed 
6  ft.  in  height  above  the  parapet  and  shall  not  extend 
beyond  the  building  line  a  distance  of  more  than  8  ft.; 
that  the  power  driven  washing  machine  in  the  wash¬ 
ing  rack  shall  be  relocated  so  as  not  to  be  on  the  lot 
line  wall ;  that  other  than  as  amended  herein  the  reso¬ 
lution  adopted  by  the  board  on  February  11,  1936,  shall 
be  complied  with  in  all  respects.” 


APPEAL  FROM  ADMINISTRATIVE  ORDER 
41-36- A. 

APPLICANT — Scharlin  Motor  Corp.  (lessee),  for  U.  S. 

Tp  Tj.  ReaIty  &  Improvement  Co„  owner. 
oLBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 


PREMISES  AFFECTED — 883-889  First  avenue  and  349- 
363  East  49th  street,  northwest  corner  (Block  No. 
1342,  Lot  Nos.  20  to  26),  Borough  of  Manhattan 
APPEARANCES— 

For  Applicant:  Abraham  Kaplan,  Dr.  Polk  and 
Harold  Scharlin. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1936,  at 
2  p.m.,  for  consideration  by  the  board. 


APPLIANCE  SUBMITTED  FOR  APPROVAL 
350-32-SA. 


APPLICANT — Master  Oil  Burner,  Inc.,  owner 
Master  Oil  Burner  Co.,  Inc.,  agent. 


Dovel 


SUBJECT  Application  for  reopening — amendment — re 
Master  Fuel  Oil  Burner. 

APPEARANCES— 

For  Applicant:  Herman  H.  Wallberg. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 


THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  RESOLUTION— 


(350-32-SA) 

Whereas  this  application  for  the  approval  of  the  Dovel 
Master  Fuel  Oil  burner  was  granted  by  the  board  July  24, 
lyoZ,  and  the  device  approved ;  and 


Whereas,  the  name  of  the  device  was  changed  to  Mas¬ 
ter  ruel  oil  burner  by  vote  of  the  board  July  5,  1933;  and 

Whereas,  on  October  30,  1934,  the  board  amended  the 
resolution  to  permit  this  burner  to  be  marketed  also  under 
the  name  of  Gilbarco  Industrial  Burner;  and 

Whereas,  the  owner  requests  an  amendment  of  the  reso¬ 
lution  relative  to  the  grade  of  oil  to  be  used. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  the  resolution  adopted  by  the  board  on 
October  30,  1934,  so  that  as  amended  the  resolution  shall 
read : 


That  after  October  30,  1934,  this  burner  may  also  be 
marketed  under  the  name  of  Gilbarco  Industrial 
Burner  for  use  in  domestic  and  commercial  installa- 
tions  and  constructed  in  accordance  with  the  plans 
and  drawings  and  descriptions  as  filed  under  this 
calendar  number  on  June  15,  1932,  and  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals,  and  for  use  with 
fuel  oil  not  heavier  than  N o.  6  on  condition  that  such 
No.  6  fuel  oil  is  pre-heated;  that  there  shall  be  per¬ 
manently  attached  to  each  burner  installed  a  label 
reading : 


NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  350-32-SA.” 


Adjourned,  4:20  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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STANDPIPE’VTIREUNE”  RULES  ADOPTED  JUNE  27  1922;  AMENDED  MAY  18,  1928; 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9,  1931. 


[281-22-SR] 

Note— In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
-inch  or,  by  permission  of  the  Fire  Commissioner, /t-incf 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
bv  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  P[ai?\thJ;fe, 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  It 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect.  _ 

Rule  2  APPROVAL.  Before  acceptance  all  standpipe 
(fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the  street  siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  1UU 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply, 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  50  lbs.  per  sq.  in.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing,  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fir?  Frev^t101?  *jr 
inspection  of  the  completed  installation.  When  the  stand¬ 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

When  deemed  necessary  by  the  Fire  Commissioner,  sec¬ 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  8/2  x 
in  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 

Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 

There  shall  be  an  engineer,  superintendent  or  other  per¬ 
son  in  charge  of  the  standpipe-fire,  line  .  system  m  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
be  registered,  and  submit  to  an  examination  in  the  Fire 
Department.  Upon  evidence  of  fitness  to  properly  operate 
and  maintain  the  standpipe  system  he  shall  be  granted  a 
Certificate  to  that  effect.  The  certificate  shall  contain  the 
full  name  and  a  small  photograph  of  the  holder. 

Day  and  night  service  shall  be  maintained  in  all  build¬ 
ings  exceeding  250  feet  in  height  in  which  there  is  a  fire 
pump. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
least  one  certified  operator  on  duty  during  every  perform¬ 
ance.  Buildings  of  large  areas,  industrial  plants,  amuse¬ 


ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duty  when  deemed  necessary  by  the  fire  commissioner. 

Rule  4.  MONTHLY  INSPECTION.  All  valves,  hose 
tools,  and  other  auxiliary  fire  appliances  shall  be  kept 
in  perfect  working  order,  and  at  least  once  a  month  the 
person  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
Fire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

He  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 
premises  for  examination  by  a  representative  of  the  Fire 
Department. 

All  standpipe  equipment  in  buildings  exceeding  85  feet  m 
height  shall  be  subjected,  on  order  of  the  Fire  Departmen 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
fifty  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  tor  th 
use  of  the  Fire  Department;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
of  the  owner  of  the  premises,  at  the  owner  s  risk  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturer’s  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
drawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
u=e  bv  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shall  be  present  at  all  times. 

Rule  7.  AREA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 

Section  371  of  Chapter  5  of  the  Code  °f  0rdin^ers' 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  selif-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  ‘‘height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Lode  01 
Ordinances,  means  the  vertical  distance  measured,  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  ot 
the  roof  beams  in  the  case  of  flat  roofs,  and  to  the  average 
height  of  gable  in  case  of  roofs  having  a  pitch  ot  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to.  one  or  m0I-e  .ap?r°y„ 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth,  to  make  possible  the  covering  of  every  portion  ot 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary.  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

(a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hav¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  main 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed1  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  hawing  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

.Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Works  Association :  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  and 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank, 

3  inches  below  the  top  (of  sides).  Overflows  shall  termi¬ 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not.  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  the 
highest  story. 
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Rule  22.  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
as  high  as  practicable  within  the  pyramid  or  tower.  .  Pro¬ 
vided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  for  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery.  Fire  appliances,  as  may  be  required  by  the 
Fire  Commissioner,  shall  be  provided  in  such  tank  houses, 
elevator  machine  rooms,  etc. 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70  ,  with  inter¬ 
mediate  landings  every  12  ft.  or  less. 


Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
line  reserve  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 


Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted, 
under  these  rules,  no  check  valve  shall  be  required.  An 
O  S  &  Y  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 


Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
U4-inch  steam  line  with  a  1-inch  return  separately  trapped. 
The  water  in  the  tank  shall  be  maintained  at  a  temperature 
above  40°  F. 


Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
using  the  tank  supply  seven  days  a  week  supplying  both 
standpipe  and  house  service  lines  shall  not  require  heating. 
If  in  an  adequately  heated  enclosure,  interior  heating  of 
tanks  shall  not  be  required. 


Rule  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
have  at  least  10,000  gallon  effective  water  capacity  as  speci¬ 
fied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
concrete,  located  below  the  grade,  or  lowest  story,  if  there 
is  no  cellar  under  the  building.  The  Fire  Commissioner  may 
permit  suction  tanks  to  be  located  in  a  separate  enclosure, 
or  building  provided  they  are  accessible  ana  when,  in  his 
judgment,  such  location  will  be  more  practicable.  House 
supply  tanks  may  be  connected  to  the  fire  pump  suction 
line,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
be  provided  on  such  house  supply  lines. 

Rule  28.  LOWEST  TANK  SUPPLY.  The  lowest  suc¬ 
tion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
diameter  taken  directly  and  independently  from  the  public 
street  main.  The  supply  shall  be  not  less  than  750  gallons  a 
minute,  and  shall  enter  the  suction  tank  above  the  top  or 
through  the  side  near  the  top  of  the  tank  and  shall  be  con¬ 
trolled  by  suitable  bronze  ball  cock  and  copper  float. 


Rule  29.  SUPPORT  FOR  TANKS.  Tanks  of  more 
than  500  gallons  capacity  thereafter  placed  in  or  on  any 
building  shall  be  supported  on  masonry,  reinforced  con¬ 


crete  or  steel  construction  of  sufficient  strength  and  car- 
ried  to  a  proper  foundation  as  provided  for  in  section  428, 
Chapter  5  of  the  Code  of  Ordinances. 

Rule  30.  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 
and  directed  by  the  Fire  Commissioner  and  as  prescribed 
in  Schedule  A.  Each  such  tank  shall  have  at  least  5,000 
gallons  of  water  reserved  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shall  be  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys¬ 
tem  of  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 

hereinafter  set  forth : 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
tank  with  the  riser  of  the  portion  of  equipment  supplied 
from  the  tank  and  in  this  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward,  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line,  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
&  Y.  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted,  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position.  All 
such  emergency  control  valves  6  inch  and.  larger  shall  be  of 
the  by-pass  type,  except  that  emergency  control  valves 
when  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be ^lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizonta 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  of  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
of  at  least  50  per  cent.  Specifications  as.  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit¬ 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every,  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.,  and 
at  more  frequent  intervals  if  deemed  necessary  by  the  Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per¬ 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 

j’ t.  •,  jr?.e  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may  be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 


.Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man- 


?!}e™7ra,P£in,g  of  tar  paper  ecluivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builders  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups,  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

3  he,atl"g  pipe  is  ,one  of  the  group,  the  wrapping 
shouM  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit- 
abte  ^pjirators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

vJ?/1  y.ertfcal  pipes  Particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en- 
Snt?  of  pipes  ‘nt°  a  taPk>  *nd  to  shed  leakage  from  slip 
kiln  d  6  ?u'  2Uck  to  bre  provided>  doubled  and  securely 
ouSdth°  • hC  ,b°.ttom  °f, the  tank  oveidaPPing  inside  and 
hpi!!  d  khe.mtU  at^  of  the  grouP  for  a  distance  of  18  in. 
below  the.  tank.  This  duck  to  be  well  coated  with  paint. 

Loose  hair  felt  to  be  packed  about  connection  at  tank 
oottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front- 
ng  on  more  than  one  street  shall  have  at  least  one  riser 

rorn!aCt  ui-664  f[°"t'  F?r  the  application  of  this  rule  a 
..  ™er  building  shall  not  be  considered  as  facing  on  more 

US  r  Strret  when  h  is  on  but  one  corner.  In  all  cases 
eSSr  °*  area  or  lQcation  there  shall  be  a  sufficient 
number  of  risers  so  that  any  portion  of  each  floor  area 

‘  y.„,^  C°y^e4  by  tbe  stream  from  a  standpipe  hose  not 
txceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

enclosure  to-Iocate  a  riser  within  the  stair 

rated  f  i  C,°.mmissioner  may  permit  it  to  be  lo¬ 

cated  immediately  adjacent  to  a  stair  enclosure  nublir 
corridor  or  other  suitable  place.  6’  public 

.uRul,en3f  H0SE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream 
except  where  ,he  static  pressure  at  the  hose  outlet  if Tj 
lbs.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39  SIZE  OF  CROSS-CONNECTION.  Where 

there  are  two  or  more  risers  m  a  standpipe  (fire  line) 
equipment,  al  risers  shall  be  cross-connected  by  piping  of 
a.  diameter  at  least  equal  to  the  diameter  of  the  West 

five  inches"  "°  ^  cross-connecti°n  be  less  than 

Rule  40.  FIRE  PUMPS.  Where  Required: 

in  ^i;Jh*eVeryj>Ull(?Ln?  h.ereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen- 

^r6Tr Umn  Sha11  be  kept  in  readiness  for  immediate 
and  da  h?  ^  Depart(nent  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

PHMPQ1'  ARRANGEMENT  and  supply  of  fire 

U  IPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  waterper 

h1o1sneUoeudetafpdefSUre  °f  ,fr°m  50  to  80  lbs-  at  uppermost 
frok  ?  f  d  -rrm  su,ch  Pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the 

S°he  t°l  tefmg  ^re  pumps  a  4  in.  diameter  branch 
shall  be  taleen  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  thi« 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
ype  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test 

KfeTfn  O  4S  V  vef  the  tank  there  shall 

rLpd  fd  *  9-  &  Y-  gatee  valve-  which  shall  be  kept 

sed  except  during  a  test  of  the  fire  pump.  In  the  line 

tkTVhe  br e  pump  to  the  standpipe  risers  and  beyond  the 
Vh?re  be  placed 1  an  approved  type  check 

valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y  eate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

pumps2'  NUMBER  and  LOCATION  OF  FIRE 


SCHEDULE  A 


Height  from 

Uppermost 
Hose  Outlet 
to  grade* 

Total  Ho. 
of  Pumps 
Required. 

App 

1j#  Pump 

roximate  Lo 
2nd  Pump 

cation  of  P 
3rd  Pump 

umps 

4th  Pump 

Above  levei 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

701'  to  800' 

3 

Below  grade 
level 

250' to  300' 

500'  to  600' 

801'  to  900' 

4 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

600'  to  750' 

901'  to  1000' 

4 

Below  grade 
level 

250' 

500/ 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  house 
outlet. 
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Rule  43  FIRE  PUMPS  IN  BUILDINGS  EXCEED¬ 
ING  1  000  FEET.  All  buildings  exceeding  1,000  feet  from 
grade  level  to  uppermost  hose  outlet  shall  be  provided  wit 
a  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
line  of  the  lowest  pump. 

Rule  44.  TANK  CAPACITIES.  Suction  tanks  supply¬ 
ing  the  first  or  lowest  pump  shall  contain  not  less  than 
10,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
and  uppermost  supply  tanks  for  buildings  between  250  and 
400  ft.  as  described  in  above  schedule  shall  contain  not  less 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sup¬ 
ply  tanks  on  all  other  buildings  shall  contain  not  less  than 
3,500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  of  the  open  type. 

Rule  45  TANK  STRAINERS.  All  supply  tanks  shall 
be  provided  with  bronze  strainers  at  pump  and  riser  intake 
lines. 

Rule  46:  CENTRIFUGAL  FIRE  PUMPS.  Fire  pumps 
installed  under  these  rules  shall  have  a  capacity  of  750 
G  P.  M.  and  shall  be  of  the  multi-stage  motor  driven  Cen¬ 
trifugal  type  designed,  constructed  and  installed  to  render 
the  highest  possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  enclosed 
in  eight  (8)  inch  brick  or  concrete  walls  with  approved  hre 
doors  at  openings  and  with  fireproof  floor  and  ceiling  con¬ 
struction.  If  located  in  the  lowest  story  of  the  building,  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one  ( 1 ) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
with  safe  egress  for  the  attendant. 

The  pumping  equipment  shall  be  adaptable  for  heavy  duty 
service  having  all  parts  of  ample  strength  with  liberal 
water  passage  and  all  working  parts  exposed  to  corrosion 
of  phosphor  bronze.  .  . 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
capacity  name  plate,  pressure  gauges,  relief  valves,  hose 
manifold  and  three  (3)  approved  2J4  in.  hose  valves  with 
Standard  Fire  Department  male  threads.  Fire  pumps  shall 
take  suction  supply  under  a  head  of  water  and  in  no  case 
shall  there  be  less  than  six  (6)  feet  between  water  level  in 
tank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform  re¬ 
quirements  of  “The  National  Standard”  as  adopted  by  the 
following  associations : 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters, 
or  as  approved  by  the  Board  of  Standards  and  Appeals. 

Fire  pumps  to  be  designed  to  operate  at  not  less  than  five 
(5)  pre-determined  speeds  to  give  five  (5)  pre-determined 
pressures  which  will  insure  a  maximum  pressure  of  80  lbs. 
and  a  minimum  pressure  of  50  lbs.  throughout  the  building. 

Fire  pump  equipment  shall  be  so  designed  that  it  will 
operate  normally  at  least  five  (5)  speeds  to  provide  a  mini¬ 
mum  of  50  lbs.  pressure,  and  where  more  than  one  pump »  is 
required  it  shall  be  capable  of  pumping  to  the  level  of  the 
next  highest  pump  station  in  case  of  breakdown  of  inter¬ 
mediate  pumping  unit.  _ 

To  provide  for  this  standby  service  the  fire  pump  shall 
run  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
continuous  service  and  four  (4)  for  standby  service. 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumping 
equipment  shall  be  free  from  defects  in  design,  workman¬ 
ship  and  material  and  shall  give  proper  and  continuous 
operation  under  the  conditions  of  service  specified  and  shall 
be  subject  to  approval  of  the  Board  of  Standards  and 
Appeals. 

Materials  entering  into  construction  of  this  equipment 
shall  be  the  best  quality  of  their  respective  kinds  and  all 
parts  shall  be  amply  proportioned  so  as  to  be  adaptable  tor 
heavy  duty  service. 

CASING' :  Casing  shall  be  of  close  grained  cast  iron  and 
divided  horizontally,  and  having  suction  and  discharge  con¬ 
nections  in  the  lower  half,  so  that  the  top  casing  can  be  re¬ 


moved  without  breaking  water  connections  Casing  shall 
have  in  addition  to  flange  bolts,  additional  heavy  bolts  in¬ 
side  of  flange  to  prevent  leakage  between  stages.  Lasing 
shall  be  tested  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

SHAFT :  Shaft  shall  be  made  of  best  grade  nickel  steel 
and  shall  be  ground  all  over  to  close  limits  and  a  high 
finish. 

IMPELLERS :  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  over. 

WEARING  RINGS :  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type.  Impeller  wear¬ 
ing  rings  shall  be  securely  attached  to  impeller,  and  casing 
ring  shall  be  securely  locked  in  the  casing. 

SHAFT  SLEEVES:  Shaft  sleeves  shall  be  of  bronze 
and  extend  through  stuffing  boxes  to  protect  the  shaft 
from  corrosion  and  wear  from  the  packing. 

BEARINGS  :  Bearing  brackets  shall  be  of  the  best  grade 
of  close  grained  cast  iron  and  securely  bolted  to  the  lower 
half  of  the  casing. 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable.  Each  bear¬ 
ing  shall  be  equipped  with  two  oil  rings  to  insure  proper 
lubrication. 

COUPLING:  Coupling  shall  be  of  best  grade  cast  iron 
finished  all  over  and  keyed  to  shaft.  The  two  halves  shall 
be  connected  by  coupling  pins,  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves. 

STUFFING  BOXES :  Stuffing  boxes  shall  be  of  suf¬ 
ficed  depth  to  prevent  excessive  leakage  and  shall  contain 
water  seal  rings  of  bronze. 

PACKING:  Packing  shall  be  held  in  place  by  bronze 
glands  horizontally  split  and  bolted  together. 

BED  PLATE :  Bed  plate  shall  be  of  cast  iron  of  heavy 
box  type  and  provided  with  finished  pads  to  which  the  pump 
is  bolted  and  doweled.  Foundation  bolt  rings  shall  be  drilled 
for  foundation  bolts.  Jack-screw  pads  to  be  cast  with  bed 
and  jack-screws  furnished  to  assist  in  aligning.  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends. 

PAINTING:  Pumps  shall  be  painted,  filled,  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 
in  the  bearing  brackets  to  be  painted  white  with  a  special 
oil-resisting  paint. 

Rule  48  SPECIFICATIONS  FOR  ELECTRICAL 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS. 

TESTING :  Pumps  shall  be  tested  at  the  plant  of  manu¬ 
facturer  to  prove  that  they  can  fulfill  requirements  of 
specifications  and  guarantees  made. 

MOTOR:  (a)  Direct-current  motors  must  be  °f  the 
shunt  or  cumulative  compound  wound  types.  The  speed  of 
the  motor  at  no  load  must  not  exceed  the  speed  at  full  load 
by  more  than  10%. 

Alternating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
of  fire  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herein. 

(b)  With  a  room  temperature  not  exceeding  40  deg.  G, 
motors  shall  be  designed  for  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 
overload  of  15%  without  stress  and  without  injurious  rise 
in  the  temperature.  Motors  shall  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury.  No 
electrical  or  mechanical  weakness  should  develop  during 
these  tests.  The  rise  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri¬ 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  (driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN :  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  of 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip¬ 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM:  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

.  (c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

.  RESISTANCES:  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION:  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  m  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

•  i^°  ^uses  nor  °fher  overload  release  devices  except 

circuit-breakers  are  permitted,  except  in  instrument  and 
Pilot  light  leads. 

WIRING’:  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH :  An  approved  knife  switch  for  independent 
sources  of  supply  must  be  provided,  having  one  pole  for 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS:  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breaker 
must  be  provided  to  indicate  the  presence  of  voltage  on  the 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit- 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  or 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARTUS :  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo- 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  panel 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injury 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF  EQUIPMENT :  The  entire  equipment  shall 
be  subject  to  test  and  inspection  by  representatives  of  the 
Fire  Commissioner. 

POWER  SUPPLY:  Where  the  power  supply  can  be 
obtained  from  two  separate  street  feeders,  two  separate  and 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Edison 
three-wire  system  and  the  power  lines  are  protected  by  ap¬ 
proved  conduit  from  a  point  where  they  enter  the  building 
to  the  control  panel  in  the  pump  room,  it  will  be  considered 
an  acceptable  source  of  power  supply. 

Isolated  Plant:  Where  the  source  of  supply  is  an  isolated 
plant  located  in  the  building  an  auxiliary  service  of  suf¬ 
ficient  capacity  shall  be  obtained  from  some  outside  source. 

Transmission  Lines :  (a)  The  lines  between  the  power 
plants  and  the  pump  room  must  be  of  such  number,  so 
arranged  and  so  located  that  there  will  be  small  chance  of 
an  interruption  of  service  to  the  motor,  due  to  accident  to 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approved 
conduit. 

Where  the  valves  involved  are  large  and  the  crippling  of 
this  pump  service  would  seriously  affect  the  protection  of 
the  property,  at  least  two  separate  lines  from  the  power 
plant  or  plants  to  the  pump  installation  shall  be  provided. 
The  lines  must  be  run  by  separate  routes  or  in  such  man¬ 
ner  that  a  failure  of  both  at  the  same  time  will  be  only  a 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  room 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  given 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  ex¬ 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants, 
and  where  provided  at  various  points  on  the  lines,  must  be 
of  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead, 
the  circuit  breaker  protecting  the  motor. 

TRANSFORMERS:  Where  it  is  necessary  to  install 
transformers  they  shall  be  installed  in  accordance  with 
Chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
be  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ling  system.  The  signalling  stations  shall  be  located  one  on 
each  floor  at  main  riser.  This  system  shall  be  so  arranged 
that  a  coded  signal  can  be  transmitted  to  the  pump  rooms. 
An  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
and  at  such  other  locations  as  the  Fire  Commissioner  may 
direct.  All  apparatus  used  in  connection  with  the  signal¬ 
ling  system  shall  be  of  an  approved  type  and  installed  as 
outlined  in  rules  governing  the  installation  of  interior  fire 
alarm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
circuit  of  the  signal  sending  station. 

A  card  of  instructions  shall  be  placed  in  the  pump  room 
giving  code  numbers  of  signalling  stations,  the  pressures 
obtainable  at  different  speeds  of  the  motor  and  such  other 
information  the  Fire  Commissioner  may  direct. 

Rule  SO.  RELAY  STANDPIPE  SYSTEM.  All  build¬ 
ings  hereafter  erected  exceeding  400  ft.  from  grade,  to 
highest  hose  outlet  shall  be  provided  with  an  intermediate 
combination  gravity  and  suction  standpipe  supply  tank  and 
a  fire  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re¬ 
served  for  the  fire  lines  and  shall  be  connected  to  fire  line 
system  as  described  in  Rule  30  for  intermediate  tanks  ex¬ 
cept  that  in  addition  to  the  requirements  of  Rule  30,  there 
shall  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
around  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves. 
An  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
be  provided  in  the  by-pass  line. 

Each  tank  shall  be  provided  with  overflow  and  emer¬ 
gency  drain  lines  as  required  in  Rules  19  and  20,  except  that 
such  lines  shall  drain  to  roofs  of  set  backs  on  building,  or 
into  house  drain  lines  providing  the  house  drain  line  or 
lines  are  equal  in  sum  total  to  the  sum  total  in  diameter  of 
the  drain  lines. 

The  fire  pump  shall  have  a  capacity  of  not  less  than  750 
gallons  of  water  per  minute  and  shall  deliver  through  the 
standpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 
to  the  square  inch  at  the  highest  hose  outlet  fed  by  said 
pump. 

All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 
inches  above  the  floor  and  on  the  floor  below  the  supply 
tank,  with  the  suction  line  as  direct  as  practicable. 

The  pump  discharge  line  shall  be  connected  to  the  main 
feed  riser  feeding  up,  and  outside  the  horizontal  tank  check 
valve  line,  and  the  upward  swinging  check  valve  in  the 


main  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
upward  swinging  check  valve  SEALED  OPEN. 

The  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
by  a  3-inch  line  to  house  drain  or  scuppers  in  exterior  wall. 
The  electric  switch  controlling  the  motor  shall  be  marked 
on  panel  “FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

Rule  51.  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks,  fire  lines  and  pumps  shall  be  numbered  by  3-inch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 


wheel  of  valves. 

Rule  52.  PUMP  ROOM  DIAGRAM. .  A  white  and 
black  print  drawn  to  a  scale  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank,  fire 
pump,  all  pipe  lines  and  valves.  The  number  of  each  valve 
shall  be  shown  in  addition  to  purpose  of  each  water  line. 

The  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 
with  a  master  telephone  in  each  pump  room,  and  in  the 
main  lobby  and  individual  telephones  located  on  alternate 
floors  near  the  main  fire  line  riser. 

The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  any 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone. 

A  six-inch  vibrating  call  bell  shall  be  located  at  the  mas¬ 


ter  telephones. 

The  master  telephones  in  pump  room  below  grade  level 
shall  be  equipped  with  a  loud  speaking  receiver  so  that  the 
voice  can  be  clearly  and  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING :  The  wiring  for  the  telephone  system  shall  not 
be  smaller  than  No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit.  The  conduit  system  shall  contain  no 
conductors  other  than  fire  line  telephone  conductors. 

The  fire  line  telephone  system  shall  be  properly  maintain¬ 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times. 

Rule  54.  MAIN  LINE  EMERGENCY  CONTROL 
VALVES  IN  BUILDINGS  OVER  400  FEET  IN 
HEIGHT  (per  Schedule  A).  At  the  base  of  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story;  at 
each  pump  room  elevation,  and  at  each  approximate  one- 
third  the  height  above  the  fire  pump  elevations  and  the 
pump  or  roof  tank  next  above,  there  shall  be  provided  O. 
S.  &  Y.  emergency  control  valves  in  the  main  feed  riser 
properly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described. 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red,  with  3-inch  white 
letters  reading,  “Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and  contain  the  following: 

1 —  3-foot  Stillson  wrench. 

4 — 2^4-inch  plugs  with  pipe  threads. 

4 — 2$4-inch  caps  with  hose  threads. 

2 —  Spanner  wrenches  of  Fire  Department  pattern. 


Department  threads. 

Rule  56.  EMERGENCY  AND  TESTING'  HOSE. 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  2j4-inch  hose,  of  Fire  Department 
quality,  and  one  lj4-inch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection. 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and.  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

.  F°r  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S  &  Y 
type  as  follows : 

Rule  59;  EMERGENCY  VERTICAL  LINE  CONTROL 
''ALVES  .All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows:  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2j4-inch  hose  outlet  tee  with  two  2j4-inch  ap- 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  main  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
i50  ft  above  grade  level  there  shall  be  provided  in  each 
riser  O  b.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 


SCHEDULE  B 


Height  from 
Uppermost 
Hose  Outlet 
to  Grade 

Total 

Number 
of  Valves 
Required 

Approximate  Location  of  Valves  Above  Grade 

1  St 

Valve 

2nd 

V  alve 

3rd 

Valve 

4tfc 

Valve 

5th 

Valve 

6th 

V  alve 

ISO'  to  200' 

2  to  3 

Below 

the  1  sty. 
outlet 

75' 

15V 

200'  to  250' 

2  to  3 

<1 

75' 

150' 

250'  to  300' 

3  to  4 

l( 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

it 

75' 

150' 

225' 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER¬ 
GENCY  CONTROL  VALVES.  When  a  two  (2)  main 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y. 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable, 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac¬ 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  150 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y. 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  there 
shall  be  provided  0.  S.  &  Y.  gate  valves  between  any  two 
of  the  risers  in  each  cross-connection  and  one  in  the  central 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross- 
connection  between  the  2  central  risers,  so  as  to  provide  2 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shall 
be.  provided  O..  S.  &  Y.  gate  valves  between  the  second  and 
third  central  riser  in  each  cross-connection  and  one  in  the 
central  riser  at  each  cross-connection  as  described  in  a  3 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  in 
each  cross-connection  so  as  to  provide  3  risers  on  each  side 
of  gate  valve — as  described  in  a  two  and  four  riser  system. 

Rule  61.  LOWEST  CROSS-CONNECTION  CON¬ 
TROL  VALVES.  When  the  building  is  provided  with  a 
fire  pump  as  required  by  the  Rules  the  gate  valves  required 
in  the  lowest  cross-connection  shall  be  located  as  described 
under  location  of  Fire  Pumps  and  Horizontal  Line  control 
valves. 


.  Rule  62.  FIRE  TOWER  RISER.  Where  the  building 
is  provided  with  an  exterior  enclosed  fireproof  stairway  or 
fire  tower  the  main  riser  shall  be  installed  in  such  stairway 
and  properly  protected  from  freezing  in  accordance  with 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  Y. 
gate  valves  shall  be  located  in  an  accessible  position  and  be 
sealed  open  in  an  approved  manner. 


Rule  64.  LADDERS  TO  VALVES.  Where  the  gate 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing  a 
single  rung  iron  ladder  with  ^-inch  rungs  and  not  less  than 
10  inches  between  strings  shall  be  provided  at  each  gate 
valve  properly  secured  at  top  and  bottom. 


Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  on 
the  upper  cross-connections  are  not  located  in  the  stair 
enclosure,  a  sign  with  red  background  and  white  letters  not 
less  than  3  inches  high  shall  be  painted  on  the  face  of  the 
wall  within  the  stairway  enclosure  on  the  story  where  the 
gate  valve  is  located,  which  shall  read  as  follows  • 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT.” 


Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sign 
with  red  background  and  3-inch  letters  as  above  shall  be 
painted  on  the  wall  at  fire  tower  exit  door,  which  shall 
read:  STANDPIPE  IN  TOWER,”  except  on  that  story 
on  which  the  emergency  control  valve  is  located  there  the 
sign  shall  read:  “STANDPIPE  CONTROL  VALVE 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  con¬ 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  not 
less  than  3  inches  in  diameter  painted  red  with  a  white 
number  not  less  than  2  inches  high  and  shall  be  secured  to 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lines 
not  located  within  a  stairway  enclosure  or  public  corridor 
and  including  the  siamese  connection  street  riser  wall  col¬ 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 


Rule  68.  SIAMESE  CONNECTIONS  FOR  FIRE 
DEPARTMENT  USE.  Each  standpipe  system  shall  be 
provided  with  one  or  more  approved  type  3  inch  x  3  inch  in- 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided ;  where  the  street  frontage 
exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
inch  diameter  standpipe  risers  two  Siamese  connections 
shall  be  provided  for  each  200  ft.  of  street  frontage  or 
fraction  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
shall  have  at  least  one  Siamese  connection  for  each  0  men 
riser.  Buildings  having  frontages  on  more  than  one  street 
shall  have  a  Siamese  connection  on  each  street  front  when 
the  frontage  is  not  continuous  but  in  all  cases  where  more 
than  one  Siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis¬ 
sioner  may  direct. 

RULE  69.  SIAMESE  HEADERS.  Siamese  headers 
shall  be  independent  of  each  other  and  lead,  as  direct  as 
practicable,  to  riser  or  cross-connection  header.  there 
shall  be  at  least  2  siamese  for  every  8-inch  riser  and  at 
least  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
are  more  than  one  riser,  the  siamese  headers  _  shall  divide 
on  each  side  of  any  emergency  control  valve  in  the  cross- 
connection,  and  such  headers  shah  be  equal  in  sum  total 
to  the  sum  total  of  all  risers  on  either  side  of  the  emer¬ 
gency  control  valves. 

No  siamese  header  shall  be  larger  than  6  inches.  Siam¬ 
ese  risers,  when  extending  through  sidewalk,  shall  be  ot 
bronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water¬ 
proof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
than  theatre  with  stage,  not  over  45  feet  in  height  shall 
not  be  required  to  have  a  siamese  connection  except  when 
each  building  is  on  a  water-front  or  when  it  is  one  ot  a 
group  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
pipe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  siamese  connection  placed 

on  the  street  front  of  a  building  shall  be  located  not  less 
than  18  inches  and  not  more  than  36  inches  above  the  side¬ 
walk  level  and  shall  be  set  in  a  horizontal  position  and 
shall  be  readily  accessible  for  Fire  Department  use.  Each 
Siamese  shall  have  cast  in  the  body  on  top  or  on  wall  plate, 
in  letters  at  least  1  inch  in  length  and  not  less  than  /s 
inch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  siamese  with  the  standpipe 
equipment  proper  shall  be  not  less  than  5  in.  in  diameter 
where  there  are  two  or  more  4  in.  risers  and  not  less 
than  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter. 
When  there  is  but  one  4  in.  riser,  connection  from  Siamese 
may  be  4  in.  in  diameter. 

Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
line  between  the  siamese  connection  and  the  standpipe  sys¬ 
tem  there  shall  be  placed  an  approved  type  swing  check 

valve  located  where  practicable  within  10  feet  from  the 
building  wall.  Between  the  siamese  and  its  clieck  valve 
there  shall  be  placed  a  54-inch  automatic  ball  drip  of  an 
approved  type  which  will  close  under  a  pressure  of  not 
more  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
BOAT  USE,  EXCEPT  WHERE  THE  SOURCE 
OF  SUPPLY  IS  FROM  THE  STREET  MAIN 
DIRECT.  Siamese  connection  on  piers  or  warehouses, 
etc.,  intended  for  fireboat  use  exclusively  shall  be  -3)4  in- 
x  3)4  in.  at  inlets  with  Fire  Department  female  thread. 
Between  siamese  and  the  system  proper  there  shall  be  an 
approved  type  swing  check  valve,  and  between  the  check 
valve  and  the  Siamese  either  a  )4- in.  open  drip  without  valve 
or  cock,  or  a  54-in.  automatic  ball  drip  of  approved  type 
closing  under  a  pressure  of  not  more  than  7  lbs.  per  sq. 
inch.  Where  systems  have  both  fireboat  arid  shore  siamese 


the  shore  siamese  shall  have  male  connections  and  shall  be 
without  clappers,  but  shall  have  on  each  inlet  a  3  in.  gate 
valve  with  Fire  Department  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 
hose  outlets  shall  be  placed  within  a  stair  enclosure.  They 
shall  be  2 )4  in.  in  diameter,  set  not  less  than  5  ft.  nor  more 

than  6  ft.  above  the  floor  or  landing  as  the  case  may  be. 
Outlets  and  racks  shall  be  located  above  the  floor  or  land¬ 
ing  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place,  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
located  immediately  adjacent  to  a  stair  enclosure,  in  a 
conspicuous  place,  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair,  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in. 
riser  system  its  termination  above  roof  shall  be  a  2)4-in. 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
main  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
2y2  inch  hose  valve  manifolds  with  male  threads.  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
5  ft.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  2)4-in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  roof  outlet  there  shall  be  a  )4  in.  open  drip  extending 
to  a  sink  or  a  54  in.  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 

Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 
may  be  provided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern. 

Rule  77.  BRANCH  LINE  SIZE.  No  branch  line  may 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
from  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2)4  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  in  diameter  if  not  more  than  twenty-five  (25) 
feet  in  length. 

Rule  78.  NOZZLES.  All  2)4- in.  fire  hose  shall  be  pro¬ 
vided  with  approved  smooth  bore  nozzles  15  in.  in  length, 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  than 
1%  in.  in  diameter. 

Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  2)4  in.  unlined  linen  hose, 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous,  the  Fire  Commissioner  may  permit 
in  addition  to  the  2)4  inch  outlet  and  hose  the  installation 
of  1)4  in.  unlined  linen  hose  and  valve.  There  shall  not 
be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 

All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 

Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 

Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus¬ 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securely  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 
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a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 
In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2)4  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs.  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  in  progress  at  that  point. 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings,  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  1  Ms-inch  Under¬ 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20,000  gallons  capacity,  elevated  50  ft.  above  the  yard,  or 
25  ft.  above  the  highest  structure  in  the  yard,  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction,  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control,  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,’ Chap¬ 
ter  .5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be.  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 
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meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
and  extending  to  within  18  in.  of  the  curb,  it  is  imprac¬ 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry. 

Rule  88.  HIGH  AND  LOW  WATER  ELECTRIC 
ALARMS.  The  high  and  low  water  electric  alarm  for 
gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  affected  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
in  the  gravity  tank  shall  be  indicated  by  an  approved  device. 

The  audible  signalling  device  for  high  and  low  water 
electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
inches  diameter  of  the  enclosed  type  and  arranged  for  con¬ 
duit  installation,  the  same  to  be  operated  automatically. 
The  control  cabinet  shall  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 
room  where  it  will  be  under  supervision  of  the  person  in 
charge  of  the  standpipe  supply. 

All  wiring  shall  be  installed  in  rigid  conduits  and  the  in¬ 
stallation  shall  be  in  accordance  with  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 
be  approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference : 

1.  Public  utility  electric  light  and  power  systems. 

2.  Independent  electric  generating  plants. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

When  the  system  is  connected  to  a  110  volt  lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shall  "be  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
to  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap¬ 
proved  cabinet  provided  with  a  lock  and  key. 

Rule  89.  DRY  PIPE  VALVE.  A  dry  pipe  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 
water  supply  of  the  standpipe  system  in  such  a  manner 
that  under  normal  conditions  its  piping  system  will  be  main¬ 
tained  dry,  but  in  the  event  of  a  hose  valve  being  opened, 
the  dry  pipe  valve  automatically  releases  the  water  into  the 
standpipe  system. 

In  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable,  dry  pipe 
valves  may  be  installed. 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  standpipe  system  due  to  the  open¬ 
ing  of  a  hose  valve;  and  Type  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 
an  approved  non-coded  or  coded  closed  circuit  system  oper¬ 
ated  from  the  control  station  at  each  hose  outlet.  Dry  pipe 
valve  shall  be  located  as  near  as  practicable  to  the  standpipe 
system,  in  an  enclosed  place,  protected  from  mechanical  in¬ 
jury  and  freezing. 

When  Type  A  valve  is  installed  the  air  pressure  in  the 
standpipe  system  under  such  dry  pipe  valve  control  shall 
not  exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
25  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 
water  pressure  in  any  case.  Not  more  than  16  hose  outlets 
shall  be  supplied  through  one  dry  pipe  valve.  The  air  com¬ 
pressor  shall  have  a  capacity  of  not  less  than  11  cu.  ft. 
per  minute,  and  the  air  supply  for  the  pump  shall  be  taken, 
if  possible  from  a  room  containing  dry  air,  or  it  shall  pass 
through  a  drying  chamber  containing  calcium  chloride  in 
order  to  avoid  the  introduction  of  moisture  into  the  system. 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation ;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  They  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped, 
shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intermediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist :  | 

1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

2.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

3.  And  the  depth  of  the  setback  exceeds  ten  feet. 

4.  And  the  setback  exceeds  one  hundred  feet  above  grade 
level. 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered,  to  con¬ 
form  to  the  provisions  of  these  rules,  except  where  sub¬ 
stantial  additions  or  extension  in  height  or  area  is  made 
to  the  building,  when  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex¬ 
cept  that  all  such  fire  line  systems  shall  have  or  be  provided 
with  the  following : 

1.  Roof  gravity  tank  shall  have  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

2.  The  bottom  of  the  gravity  tank  shall  be  not  less  than 
20  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

4.  House  lines  taken  from  outside  of  tank. 

5.  Tank  properly  heated  and  provided  with  overflow 
line. 

6.  Tank  shall  not  be  fed  through  fire  line. 

7.  Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection. 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank. 

9.  At  least  one  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10.  Hose  valves  and  hose  not  less  than  2 inches  in 
good  serviceable  condition.  No  automatic  hose  valves  per¬ 
mitted. 

11.  Wheel  of  hose  valve  within  6  ft.  6  in.  of  stair  land¬ 
ing  or  of  steps  within  2  ft. 

12.  An  open  or  automatic  ball  drip  between  the  Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  Siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser,  or 
secured  to  face  of  building  behind  the  Siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use, 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering,  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
rules. 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
years,  where  practicable,  shall  be  removed  and  the  inte- 

?f7ah;e  c^eane<l  of  ah  rust  or  other  accumulations. 
j  he  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2J4  in. 

A  All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  m  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5-.  They  shall  stand  the  operation  of  full  opening  and 
dosing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B— Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in’ Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
•  l  f  now  of  300  gallons  per  minute ;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
conditions;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
^ y  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak- 
mg  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve : 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  of  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts,  washers, 
auts  screws  and  pin  bearings  and  all  swivel  bearings  shall 
ae  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
dapper  valves. 
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3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 

rnZLf1  Unu  ut0  VrUe  face-  Sin&le  claPPer  Siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the  inside  diameter  of  the  hose  couplings.  The  area 
oi  the  waterway  beyond  the  valve  seats  shall  not  be  less 

lan  the  combined  areas  of  the  waterways  through  the 

shall V?iTehSeatM  Tahlarla  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening.  y 

5.  Clappers  shall  be  so  hung  that  when  siamese  connec- 
seated  P  SCed  ln  a  honzontal  position  the  clappers  will  be 

6.  Swivels,  attached  to  the  body  of  the  siamese  by  means 
or  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  suimese  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  will 

TrLPLGVifn  mClr  °puening  wheP  the  Pressure  on  the  steamer 
side  is  150  lbs  They  must  be  so  hung  that  with  a  dis¬ 
continuance  of  flow  into  the  siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

teft  o?iaJnnSemCOnf  ectl?ns  ™USt  stand  a  hydraulic  pressure 
conditions  bS’  ^  3°  minutes  under  n°rmal  working 

standp^ePside  if  to  3wU*  tight  ^  **  PreSSUre  °n 

thf,hr4dPsr0„f1heafnIe°s.PlUgS  m“St  be  Pr°vMed  ,0  protect 

•  \l\  T(le  iIet  swivels  to  Siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

*  P\e  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  Siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  %  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  siamese  connection  in  the 
.ame  system  with  a  land  end  siamese  connection,  clapper 
valves  shall  be  omitted  from  the  land  end  siamese.  PP 

Rule  93a. 


Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  214-Inch 
Hose  Outlets  of  Standpipe  Systems. 


veuves  are  ior  use  at  outlets  for  2^-inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 

rass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  coo¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur¬ 
nish  acceptable  corrosion  resistance. 

2  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  2vl 
men  tire  hose.  7 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  per  minute. 
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4  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

5  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6  It  shall  be  possible  to  secure  all  movable  exterior 
parts  of  the  valve  which  affect  the  pressure  adjustment  so 
that  the  adjustment  will  not  be  altered  accidentally  or  by 
tampering  without  giving  evidence  of  the  alteration,  it 
shall  be  possible  to  readily  accomplish  any  desired  adjust¬ 
ment  within  the  range  specified  below  by  the  use  of  a  regu¬ 
lation  Fire  Department  spanner  wrench. 

7  The  adjustable  means  shall  provide  that  the  waterway 
within  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
inches  in  area  when  in  full-open  position  and  at  least  U.o 
square  inch  when  in  the  fully  reduced  position.  Between 
these  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
pressure  reduction  shall  be  obtained.  Each  such  position 
shall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
cf  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
after  installation  to  show  a  registered  name  or  trade-mark, 
together  with  the  Calendar  Number  assigned  to  it  by  the 
Board  of  Standards  and  Appeals  and  the  registered  symbol 
of  endorsed  approval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  ^  inch  high. 

10.  The  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  inch  high. 

Not  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals,  the  weight  and,  other  general  matter  noted,  and  valves 
certified.  One  of  the  valves  shall  then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  wherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  rescinded. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of  the 
Tenement  House  Department  on  Fire  Retarding,  Fire  Es¬ 
capes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at  the 
Distribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 


APPROVED  APPLIANCES 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  aio’oc'I'a 

American  Marsh  Simplex. .  SicqT'ca 

Autopulse  Electric  Fuel  Oil  Pump - ••••••  21o-oi-oA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  .  9-32'bA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  . 

Blackmer  Rotary  . 933-24-bA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-bA 


Century  Rotary  . 

Cook  Electric  Oil  Pump . 

Davidson  . 

Dean  Bros.  Durable  Duplex . 

DeLaval  IMO  Oil  Pump . 

Deming  Double  Oscillating  Force  Pump 
Deming  Fuel  Oil  Pump . 

Enterprise  Oil  Pump  . 

Exeter  Rotary  . 


908-21-SA 

603-25-SA 

590-21-SA 
840-22- S  A 
628-32- S  A 
458-27-SA 
298-31-SA 

11-28-SA 

507-22-SA 


General  Electric  Oil  Pump 
Goulds  Hand  Rotary  .... 
Goulds  Rotary  Oil  Pump. 
Goulds  Triplex  Plunger  . . 


475-32-SA 

1133-25-SA 

437-31-SA 

257-22-SA 


Hardinge  Fuel  Oil  Pump . 

Kinney  Rotating  Plunger  Pump 

Koerting  Gear  Pump . 

Kraissl  Fuel  Oil  Pump . 


813-25-SA 

503-24-SA 

1264-25-SA 

60-28-SA 


Leiman  Rotary  . 

Marsh  Fuel  Oil  Pump 


95-24-SA 

1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  . 492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22- SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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 RULES 

FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

#  During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (54)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2 y2) 
inches  of  1 :2y2  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  ( )  of  one  (1)  per  cent  of 
steel  mesh ; 

(b)  Two  and  one-half  (2 y2)  inches  of  1  :2  :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations : 

.  (a)  One-half  (54)  inch  plaster  boards,  or  three- 
eighths  ()4)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  ()4)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
04)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

'  .•  <  *v  * 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fireTretarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(54)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (54)  inch  wood  sheathing,  one-half 
(54)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams ; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (54)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (%.)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  packeted  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gaugr 
sheet  metal  with  one  inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29- S A— Kennedy  2}4-inch  Hose  Outlet  Valve,  Type 
"A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32- SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

224-34-SA — Progressive  Press  Machine  Oil  Burner. 
301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 

522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA — Ryan  Marvel  Oil  Burner,  Model  M. 


123-35-SA— National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA— National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA— Brigham  Oil  Burner. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

263-35-SA — Ker-Oil  Automatic  Water  Heater. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

274-35-SA— Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
313-35-SA— Peoples  Silent  Oil  Burner,  Models  O  and  G. 
343-35-SA— Pacific  Oil  Burner. 

352-35-SA— Todd  Fuel  Oil  Fill  Pipe  Terminal. 

15-36-SA — Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

21-36-SA — Herco  Oil  Burner,  Models  R-15  and  R-35. 
24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  sqt  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  hall  ($2.50)  for  subscription  for  one :  year -to  THE BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . 

Street . 

P.  O . 

My  Subscription  is  to  begin  with  the  issue  for. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  ,an(l  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  fork’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 

Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Docket. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  March  24,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  326-35-BZ,  351-35-BZ,  93- 

33- BZ  and  280-35-BZ. 

Minutes  of  Regular  Meeting,  March  24,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  216-29-BZ,  74-33-BZ,  328- 

34- BZ,  287-34-BZ,  254-35-BZ,  267-35-BZ,  695-29-BZ, 
281-35-BZ,  300-35-BZ,  510-27-BZ,  362-35-BZ,  341-35-BZ, 
360-35-BZ,  39-36-A,  1-36-A,  12-36-A,  43-36-A,  46-36-A, 
53-36-A,  474-28-A,  56-33-A,  47-36-S,  49-36-SA,  88-34-SA, 
263-35-SA  and  224-34-SA. 

Approved  Range  Oil  Burners  and  Space  Heaters. 
Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Approved  Burners  for  Domestic  and  Commercial  Use. 
Approved  Fuel  Oil  Pumps. 

Reserve  Calendar. 


HOURS  FOR  CONSULTATION 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  anv. 
and  will  be  called  in  Room  1013,  Monday ,  March  30,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

Thp  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday ,  April  6,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  thirty  days 
from  the  date  of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 


Cal.  No. 
60-36-SA 


New  Cases  Filed  up  to  March  25,  1936 


Department  Premises  Affected 

F.D . General  Automatic  Oil  Burner, 

Models  A  and  FM, 

Appliance. 


61-36-BZ. . 


DBM . 1235,  1237  and  1239  2nd  avenue 

and  248,  250  and  252  East 
65th  street,  southwest  corner 
(Block  1419,  Lots  26-28), 
Borough  of  Manhattan, 

Applic.  565-36. 


6 2-36- A  D.B.M . 588  9th  avenue  and  365  West 

42nd  street,  north  side,  50  ft. 
east  of  9th  avenue  (Block 
1033,  Lot  3  and  part  of  Lots 
1,  2  and  2 J/2),  Borough  of 
Manhattan, 

27016-F. 


63-36-A  .D.B.B . 2018-2032  Stillwell  avenue  and 

2559-2563  86th  street,  north¬ 
west  corner  (Block  6860,  Lot 
28),  Borough  of  Brooklyn, 
Applic.  1802-36. 


64-36-BZ . D.B.Q.. 


. .  7734  Austin  street,  west  side, 
305.55  ft.  north  of  Union 
turnpike  (Block  3334,  Lot 
292),  Forest  Hills,  Borough 
of  Queens, 

AddHc.  270-36. 


65-36-A . D.B.M . 350-352  3rd  avenue,  west  side, 

26  ft.  8  in.  south  of  East  26th 
street  (Block  881,  Lots  45- 
46),  Borough  of  Manhattan, 
A72-36  and  Alt.  238-36. 


71-36- A . 


D.B.B . 3402-3424  Foster  avenue,  south 

side,  540  ft.  west  of  East  37th 
street  (Block  4982 A,  Lot  ..), 
Borough  of  Brooklyn, 

Applic.  2554-36. 


72-36-BZ  . D.B.M . 322-332  Lexington  avenue  and 

130  East  39th  street,  south¬ 
west  corner  (Block  894,  Lot 
71).  Borough  of  Manhattan, 
Viol.  97-35. 


Restored  to  Calendar 


216-29-BZ . D.B.Q.. . 


Southwest  corner  of  Nassau 
boulevard  and  Little  Neck 
road  (Block  4108,  Lot  100), 
Little  Neck,  Borough  of 


Queens, 


N.B.  6291-31. 


74-33-BZ . D.B.M . 4650-4664  Broadway  and  2-16 

Sherman  avenue,  northeast 
corner  (Block  2175,  Lot  1), 
Borough  of  Manhattan, 

Decision. 


328-34-BZ . D.B.Bx . 1449  Vyse  avenue,  west  side, 

100  ft.  south  of  Jennings 
street  (Block  2987,  Lot  33), 
Borough  of  The  Bronx. 

Applic.  361-34. 


CODE 

D.B . Department  of  Buildings 

H.D . . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 


66-36-BZ . D.B.B . 1515  46th  street,  north  side,  98 

ft.  east  of  15th  avenue  (Block 
5433,  Lot  72),  Borough  of 
Brooklyn, 

Applic.  2886-36. 


67-36-BZ . D.B.B . 103-105  Crown  street,  north 

side,  280  ft.  west  of  Bedford 
avenue  (Block  1287,  Lots  66- 
67),  Borough  of  Brooklyn, 
Applic.  2383-36. 


68-36-BZ . D.B.B . 40-48  Brighton  11th  street 

(Hoff  street),  west  side,  314 
ft.  11  in.  south  of  Neptune 
avenue  (Block  7516,  Lot 
2386),  Borough  of  Brooklyn, 
Applic.  2630-36. 


69-36-BZ . D.B.B . 5511-5629  19th  avenue,  north¬ 

east  corner  of  57th  street 
(Block  5495,  Lot  1),  Borough 
of  Brooklyn, 

Applic.  16305-35. 


70-36-BZ . D.B.Bx . 2702  Jerome  avenue,  east  side, 

316.76  ft.  north  of  East  Kings- 
bridge  road  (Block  3317,  Lot 
17),  Borough  of  The  Bronx, 
Decision. 


D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B  B . Board  of  Buildings 


COURT  DECISIONS. 

Hassall  vs.  Murdock,  et  al. — On  December  27,  1933,  board  denied 
gasoline  station  in  business  district,  under  sections  7-t 
and  21,  Cal.  No.  141-33-BZ,  premises  northwest  corner 
Farmers  boulevard  and  143rd  street,  Springfield,  Bor¬ 
ough  of  Queens.  Mr.  Justice  Faber  confirmed  referee  s 
report  and  reversed  board  (N.  Y.  L.  J.,  March  28, 

1935) .  Appellate  Division  reversed  order  of  Special 
Term  and  referred  matter  back  to  board,  to  permit  peti¬ 
tioner  to  submit  further  proof  (N.  Y.  L.  J.,  February  1, 

1936) . 

*  *  * 

Matter  of  Ward  (Murdock)— On  July  3,  1934,  board  denied  gasoline 
station  in  business  district,  under  section  21,  Cal.  No. 
118-34-BZ,  premises  1015-1023  Glenmore  avenue,  north¬ 
west  corner  Euclid  avenue.  Borough  of  Brooklyn.  Mr. 
Justice  May  reversed  board  (N.  Y.  L.  J.,  May  25,  1935). 
Appellate  Division  reversed  Special  Term  and  sustained 
board  on  the  law  and  the  facts,  holding  that,  if  pecu¬ 
niary  hardship,  adjoining  unrestricted  district  and  an 
elevated  railroad  warranted  variance,  other  owners 
identically  situated  should  receive  like  relief,  which 
would  result  in  legislative  reclassification  rather  than 
judicial  adjustment  (N.  Y.  L.  J.,  March  21,  1936). 
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CALENDAR 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forms  . 

•  Aug. 

2, 

1932- 

-Vol. 

17, 

No. 

31 

Concrete  Flat  Slabs,  Rules . 

.Mar. 

10, 

1936- 

-Vol. 

21, 

No. 

10 

Concrete  Rules  (Hydrated  Lime) . . , 

.Mar. 

31, 

1936- 

-Vol. 

21, 

No. 

13 

Elevator  rules  . 

.Mar. 

3, 

1936- 

—Vol. 

21, 

No. 

9 

Exit  Rules  (Revolving  Doors).... 

•  Jan. 

1, 

1935- 

— V  ol. 

20, 

No. 

1 

Factory  Exit  Rules . . 

.  lune 

4, 

1935- 

-Vol. 

20, 

No. 

23 

Fire  Alarm  Rules  (Interior) . . 

28, 

1935- 

—Vol. 

20, 

No. 

22 

Fire  Drill  Rules . . 

.Oct. 

29, 

1935- 

—Vol. 

20, 

No. 

44 

Fire  Retarding  Rules  for  Garages 

etc . 

,  Mar. 

24, 

1936- 

-Vol. 

21, 

No. 

12 

Fireproof  Wood,  Testing  of . 

9, 

1935- 

-Vol. 

20, 

No. 

15 

Frame  Garages,  Ruling  for . 

.Jan. 

21, 

1919- 

-Vol. 

4, 

No. 

3 

Gas  Shut-Off  Rules . 

.  Apr. 

7, 

1925- 

-Vol. 

10, 

No. 

14 

Hatchway  Protection  . 

Tune 

5", 

1928- 

-Vol. 

13, 

No. 

23 

Oil  Burner  Rules . 

Mar. 

10, 

1936- 

-Vol. 

21, 

No. 

10 

Paint,  Varnish  and  Lacquer  Spray 

ing  Rules . 

,  Nov. 

27, 

1934 — Vol. 

19, 

No. 

48 

Platform  Trucks,  Specifications  for. 

Jan. 

28, 

1936- 

-Vol. 

21, 

No. 

4 

Plumbing  Rules  . . 

Mar. 

31, 

1936- 

-Vol. 

21, 

No. 

13 

Procedure,  Rules  of . 

Feb. 

25, 

1936- 

-Vol. 

21, 

No. 

8 

Refrigerating  Systems,  Extract  C.O. 

,J  an. 

28, 

1936- 

-Vol. 

21, 

No. 

4 

Smoking  in  Factories,  Rules  for.... 

July 

9, 

1935- 

-Vol. 

20, 

No. 

28 

Sprinkler  Rules  . 

Feb. 

25, 

1936- 

-Vol. 

21, 

No. 

8 

Standpipe  Fireline  Rules . 

Mar. 

24, 

1936- 

-Vol. 

21, 

No. 

12 

Structural  Alterations,  Reporting... 

Tune 

7, 

1932- 

-Vol. 

17. 

No. 

23 

Tank  Trucks,  Gasoline,  etc . 

Jan. 

) 

7, 

1936- 

-Vol. 

21, 

No. 

1 

Wire  Glass  Rules  (Amendment  tc 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . Mar.  5,  1935— Vol.  20,  No.  10 

Fireline  Hose  Valves . Mar.  10,  1936 — Vol.  21,  No.  10 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar.  31,  1936 — Vol.  21,  No.  13 

Fuel  Oil  Fill  Pipe  Terminals . Mar.  10,  1936— Vol.  21,  No.  10 

Fuel  Oil  Burners  for  Industrial  Use.Mar.  10,  1936 — Vol.  21,  No  10 

Fuel  Oil  Pumps... . Mar.  31,  1936— Vol.  21,  No.  13 

Paint,  Varnish  and  Lacquer  Spray- 


Heaters  . -....Mar.  31,  1936— Vol.  21,  No.  13 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  30,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

30-36-BZ. 

APPLICANT— Samuels  &  Samuels,  for  Meyer  Randolph, 
owner. 

PREMISES — 708  Bedford  avenue  and  15-17  Lynch  street, 
northwest  corner  (Block  No.  2230,  Lot  No.  37), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

67-33-BZ. 

APPLICANT — Michael  Glick,  for  Harry  Weisberg, 
owner. 

PREMISES — 3900  Baychester  avenue  and  1225  East  233rd 
street,  northeast  corner  (Block  No.  4955,  Lot  No. 
1),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  24,  1935), 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
gasoline  service  station— previously  granted  by  the 
board  for  a  temporary  period  which  has  expired. 


MARCH  31,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
31,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  122-31-BZ — Application  of  Samuels  and  Samuels, 
applicants,  on  behalf  of  Andrew  n! 
Miller,  owner,  reopened  October  1, 
1935,  under  section  7f  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  maintenance  of  a  gasoline 
service  station  for  a  further  temporary 
period  of  two  (2)  years ;  premises 
141-09  Lincoln  avenue,  northwest  cor¬ 
ner  of  142nd  street  (Block  No.  1122, 
Lot  No.  134),  South  Jamaica,  Borough 
of  Queens. 

cal.  no.  245-35-BZ— Application,  September  17,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  A.  Cantore,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  the  alteration  and  extension  of 
an  existing  store;  premises  36-18  30th 
street,  west  side,  164.17  ft.  south  of 
Washington  avenue  (Block  No.  342, 
Lot  No.  31),  Astoria,  Borough  of 
Queens. 

cal.  no.  126-35-BZ  Application,  May  18,  1935,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Edwin  H.  Snackenberg,  applicant, 
on  behalf  of  Sidney  Hollaender, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  calendar  Octo¬ 
ber  22,  1935)  ;  premises  182-01  to  182- 
09  Hillside  avenue  and  87-23  to  87-31 
182nd  street,  northeast  corner  (Block 
No.  996,  Lot  No.  1),  Jamaica,  Borough 
of  Queens. 

cal.  no.  290-35-BZ — Application,  October  22,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edwin  H.  Snackenberg,  appli¬ 
cant,  on  behalf  of  Rieka  Bender, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  32- 
34  Herbert  street  and  489-497  Hum¬ 
boldt  street,  southwest  corner  (Block 
No.  2830,  Lot  Nos.  15,  16  and  17), 
Borough  of  Brooklyn. 

cal.  no.  328-35-BZ— Application,  November  13,  1935,  un¬ 
der  section  7h  of  the  building  zone 
resolution,  of  Cadwalader,  Wicker- 
sham  and  Taft,  applicants,  on  behalf 
of  Margaret  C.  S.  Carroll  and  Fran¬ 
cis  Smyth,  owners,  to  permit  in  a  busi¬ 
ness  district  the  parking  and  storage 
of  more  than  five  (5)  motor  vehicles: 
premises  922  Westchester  avenue,  918 
Rogers  place,  southeast  corner  and 
909-923  East  163rd  street  (Block  No. 
2697,  Lot  No.  35),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman . 


MARCH  31,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

4 1-36- A— 883-889  First  avenue  and  349-363  East  49th  street 
northwest  comer  (Block  No.  1342,  Lot  Nos! 
20  to  26),  Borough  of  Manhattan. 

48-36-A — 1701-1703  Sheepshead  Bay  road  and  1708-1718 
Voorhies  avenue,  southeast  corner  (Block  No. 
'492,  Lot  No.  104),  Borough  of  Brooklyn. 
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CALENDAR 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
31  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument  pending  an  inspection  and  a  report  with 
recommmendation  by  the  committee  of  the  board : 


cal.  no.  31-33-BZ— Application  of  John  J.  M.  O’Shea, 
applicant,  on  behalf  of  Denis  P.  Healy, 
owner,  reopened  June  18,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station — previously 
granted  by  the  board  for  a  temporary 
period  of  two  (2)  years  (temporary 
permit  has  expired  and  station  has 
not  been  erected)  ;  premises  610-622 
Utica  avenue,  northwest  corner  of 
Winthrop  street  (Block  No.  4603,  Lot 
Nos.  40  and  43),  Borough  of  Brooklyn. 


cal.  no.  18-36-BZ — Application,  January  30,  1936,  under 
sections  7c,  7e  and  21  of  the  building 
zone  resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of.  a  building  for  a 
bus  terminal ;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 


CAL.  NO.  338-35-BZ— Application,  November  26,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jr., 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of 
Brooklyn. 


cal.  no.  19-36-BZ — Application,  January  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S..J.  Reckford, 
et  al.,  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  6.  1936,  AT  2  P.  M. 

Building  Zone  Cases 

234-35-BZ. 

APPLICANT— Larry  Meltzer,  for  Katie  Kirshenbaum, 
owner.  . 

PREMISES— 1065  Hopkinson  avenue  and  1360-1370  Lin¬ 
den  boulevard,  southeast  corner  (Block  No.  3641, 
Lot  No.  28),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  Calendar 
March  10,  1936),  .  . 

TO  PERMIT  in  a  residence  use  “D”  area  district  the 
erection  and  maintenance  of  a  one-story  one-car 
garage  (previously  dismissed  for  lack  of  prosecu¬ 
tion). 

2-36-BZ. 

APPLICANT— Max  Dreyfuss,  for  Romabe  Realty  Cor¬ 
poration,  owner. 

PREMISES— 83-02  to  83-10  Parsons  boulevard  and  150-54 
to  150-62  Grand  Central  parkway,  southwest  cor¬ 
ner  (Block  No.  2601  (6717),  Lot  Nos.  96  and  99), 
Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  “F”  area  district  the 
erection  and  maintenance  of  a  multiple  dwelling 
not  conforming  with  the  requirements  of  the 
building  zone  resolution  as  to  set  back  from  the 
building  line  and  as  to  area. 

28-36-BZ. 

APPLICANT— Paul  Miller,  for  Revelation  Realty  Cor¬ 
poration,  owner. 

PREMISES— 3112  Jerome  avenue,  east  side,  20  ft.  south 
of  East  204th  street  (Block  No.  3321,  Lot  No.  35), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY.  APRIL  13,  1936.  AT  2  P.  M. 

Building  Zone  Cases 

296-35-BZ. 

APPLICANT — William  Pechter,  for  Monroe  Realty  and 
Mortgage  Co.,  Inc.,  owner. 

PREMISES— 1751-1767  Coney  Island  avenue,  east  side, 
165  ft.  south  of  Avenue  N  (Block  No.  6749,  Lot 
Nos.  83,  86  and  89),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years. 

32-36-BZ. 

APPLICANT — Jerome  Eisner,  for  Annie  T.  Matthies, 
owner. 

PREMISES — 2196  Grand  Concourse,  east  side,  166.60  ft. 
south  of  East  182nd  street  (Block  No.  3157,  Lot 
No.  23),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


CALENDAR 


APRIL  14,  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
14,  1936.  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  93-33-BZ — Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  T.  H.  Fraser  Mort¬ 
gage  Corp.,  owner,  reopened  January 
21,  1936,  under  section  7c  of  the 
building  zone  resolution,  to  permit 
partly  in  an  unrestricted  district  and 
partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  246-250  At¬ 
lantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of 
Brooklyn. 


cal.  no.  336-35-BZ — Application,  November  23,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Stein  and  Wiener,  applicants, 
substituted  for  Abraham  M.  Schwartz, 
on  behalf  of  Sarah  Gordon,  owner,  to 
permit  in  a  business  district  the  change 
of  occupancy  of  an  existing  building  to 
a  motor  vehicle  repair  shop ;  premises 
3312  Boston  road,  east  side,  208.15  ft. 
north  of  Gun  Hill  road  (Block  No. 
4732,  Lot  No.  12),  Borough  of  The 
Bronx. 


cal.  no.  604-31-BZ — Application  of  Glynn,  Smith  and 
Nairns,  applicants,  on  behalf  of  Four 
Nassau  Realty  Corporation,  owner,  re¬ 
opened  February  4,  1936,  under  section 
2l  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  60-16  Main 
street,  northwest  corner  of  Nassau 
boulevard  .  (Block  No.  6382,  Lot  No. 
25),  Flushing,  Borough  of  Queens. 


cal.  no.  4-36-BZ — Application,  January  7,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants, 
on  behalf  of  Julius  Bichovsky,  owner, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  133-54  Lef- 
ferts  boulevard,  northwest  corner  of 
135th  (Dumont)  avenue  (Block  No. 
2580,  Lot  No.  1),  Richmond  Hill,  Bor¬ 
ough  of  Queens. 


CAL.  NO.  20-36-BZ— Application,  January  31,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  James  A.  Trow¬ 
bridge,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  101  East  108th  street 
and  1481-1483  Park  avenue,  northeast 
corner  (Block  No.  1636,  Lot  No.  1), 
Borough  of  Manhattan. 


cal.  no.  335-35-BZ — Application,  November  22,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Paul  R.  Silverstein, 
applicant,  on  behalf  of  Anna  Gidseg, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
warehouse,  garage  for  five  (5)  motor 
vehicles  and  loading  platform ;  prem¬ 
ises  167-02  to  167-09  108th  road,  north 
side,  117  ft.  5  in.  west  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica, 
Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  14,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  April 
14,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board  : 


cal.  no.  326-35-BZ — Application,  November  12,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Isaac  Schach- 
ne,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  ;•  premises 
208  Boerum  street  and  296  Bushwick 
avenue,  southwest  corner  (Block  No. 
3081,  Lot  Nos.  15  and  16),  Borough  of 
Brooklyn. 


cal.  no.  351-35-BZ — Application,  December  13,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Jerrold  Kane,  applicant,  on  be¬ 
half  of  Camager  Corporation,  owner, 
to  permit  in  a  business  district  the 
maintenance  of  a  parking  space  for 
more  than  five  (5)  motor  vehicles; 
premises  35-40  Junction  boulevard, 
west  side,  100.8  ft.  north  of  37th  ave¬ 
nue  (Block  No.  1469,  Lot  Nos.  1  and 
26),  Corona,  Borough  of  Queens. 


cal.  no.  74-33-BZ — Application  of  Charles  E.  Murphy,  ap¬ 
plicant,  on  behalf  of  Packard  Motor 
Car  Company  of  New  York,  owner, 
reopened  March  24,  1936  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
of  January  9,  1934,  as  to  the  condi¬ 
tions  imposed  therein — re  Application, 
granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  partly 
in  a  business  district  and  partly  in  a 
residence  district,  the  conversion  of  a 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period;  premises  4650-4664  Broadway 
and  2-16  Sherman  avenue,  northeast 
corner  (Block  No.  2175,  Lot  No.  1), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


APRIL  21,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
21,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter  : 


CAL.  NO. 


641-30-BZ— Application  of  Michael  Shanley,  appli¬ 
cant,  on  behalf  of  2508  Broadway, 
Inc.,  owner,  reopened  March  17,  1936 
for  rehearing  on  revised  proposition 
(matter  having  been  referred  back  to 
the  board  by  Order  of  the  Court)  re 
•  Application,  under  sections  21  and  7f 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  maintenance  of  a  gasoline  service 
station  for  a  further  period  of  two 
(2)  years  (previously  granted  for  a 
temporary  period)  ;  premises  south 
side  of  Hillside  avenue,  41  ft.  east  of 
207th  street  (Block  No.  1508,  Lot  Nos. 
3,  4  and  5),  Queens  Village,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  21,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 


of  the  building  zone  resolution,  Tuesday  afternoon,  April 
21,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal  no.  216-29-BZ— Application  of  Abram  Shlefstein,  ap¬ 
plicant,  on  behalf  of  Helen  Eckerman, 
owner,  reopened  March  24,  1936,  for 
consideration  as  to  extension  of  permit 
—re  Application,  under  section  7f  of 
the  building  zone  resolution,  permitting 
in  a  business  district  the  maintenance 
of  a  gasoline  service  station;  premises 
southwest  corner  of  Nassau  boulevard 
and  Little  Neck  road  (Block  No.  4108, 
Lot  No.  100),  Little  Neck,  Borough  of 
Queens. 


cal.  no.  328-34-BZ— Application  of  Henry  Nordheim,  appli¬ 
cant,  on  behalf  of  Max  Mirowitz, 
owner,  reopened  March  24,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein — re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1449  Vyse  avenue,  west  side,  100 
ft.  south  of  Jennings  street  (Block  No. 
2987,  Lot  No.  33),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MARCH  24,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  March  17,  1936,  were  approved  as 
printed  in  Bulletin  No.  12,  Volume  XXL 


BUILDING  ZONE  CASES 

326-35-BZ. 

APPLICANT — Lama  &  Proskauer,  for  Isaac  Schachne, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 208  Boerum  street  and  296 
Bushwick  avenue,  southwest  corner  (Block  No. 
3081,  Lot  Nos.  15  and  16),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama,  Isaac  Schachne, 
Kalman  Dolgin,  Selig  Schachne  and  Hyman 
Morgenstein. 

For  Opposition:  Jean  Bliss,  David  D.  Reibstein, 
Benjamin  Markowitz,  Charles  Tilgner,  Board 
of  Education. 

ACTION  OF  BOARD— Laid  over  to  April  14,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


351-35-BZ. 

APPLICANT — Jerrold  Kane,  for  Camager  Corporation, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution  to  permit  in  a  business  district  the 
maintenance  of  a  parking  space  for  more  than  five 
(5)  Motor  vehicles. 

PREMISES  AFFECTED — 35-40  Junction  boulevard,  west 
side,  100.8  ft.  north  of  37th  avenue  (Block  No. 
1469,  Lot  Nos.  1  and  26),  Corona,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Charles  J.  McDonough  and  Jerrold 
Kane. 

For  Opposition:  Isidor  Mates,  James  J.  Cotter, 
Leon  Speder,  Benjamin  Gollay,  Frank  O. 
Bergrus,  Harry  G.  Liese  and  F.  Molograno. 
ACTION  OF  BOARD— Laid  over  to  April  14,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


93-33-BZ. 

APPLICANT — John  J.  Beatty,  for  T.  H.  Fraser  Mortgage 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  reopened  January  21,  1936,  under 
section  7c  of  the  building  zone  resolution,  to  permit 
partly  in  an  unrestricted  district  and  partly  in  a 
business  district  the  erection  and  maintenance  of 
a  gasoline  service  station. 
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PREMISES  AFFECTED — 246-250  Atlantic  avenue,  south¬ 
west  corner  of  Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of  Brooklyn 
APPEARANCES— 

For  Applicant:  John  J.  Beatty. 

For  Opposition  :  Leonard  Hardy. 

ACTION  OF  BOARD — Laid  over  to  April  14,  1936,  at  10 
a.m.,  upon  request  of  representative  of  attorney  in 
opposition. 


280-35-BZ. 

APPLICANT — Joseph  Reydel,  Jr.,  for  Estate  of  Chester 
S.  Kingman,  Brooklyn  Trust  Co.,  Trustee,  and  the 
Borden’s  Farm  Products  Co.,  Inc.,  owners. 
SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  of  an  extension  to  an  existing  milk  bot- 
tling  plant  with  the  omission  of  the  required  rear 
yard. 

PREMISES  AFFECTED — 11-21  Quincy  street,  north  side, 
87  ft.  east  of  Downing  street  and  32-38  Lexington 
avenue  (Block  No.  1969,  Lot  Nos.  66  and  33), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Joseph  Reydel,  Tr. 

For  Opposition:  Henry  M.  Haviland,  Walter 
Burton  and  Anna  D.  Fulton. 

THE^  VOTeT  — Application  granted  on  condition. 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(280-35-BZ) 

Whereas,  Joseph  Reydel,  Jr.,  for  Borden’s  Farm  Prod- 
ucts  Co.,  Inc.,  and  the  Estate  of  Chester  S.  Kingman 
(Brooklyn  Trust  Co.,  trustees),  owners,  filed  October  11, 
1935,  an  application  under  the  building  zone  resolution  to 
permit  in  a  business  district  the  erection  to  an  extension 
of  an  existing  milk  bottling  plant  with  the  omission  of  the 
required  rear  yard;  premises:  11-21  Quincy  street,  north 
side,  87  ft.  east  of  Downing  street  and  32-38  Lexington 
avenue  (Block  No.  1969,  Lot  Nos.  66  and  33),  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the^  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 


Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Quincy  street  is  in  a  business 
and  B  area  district;  Lexington  avenue  is  in  an  unre¬ 
stricted,  residence  and  “B”  area ;  Downing  street  is  in  a 
business,  residence  and  “B”  area  district  and  Gates  avenue 
is  in  a  residence,  business  use  and  “B”  area  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  16,  1935,  re  App.  15824,  reads: 

“1.  Proposed  two-story  extension  of  milk  bottling 
plant  in  a  business  district  is  contrary  to  Art.  II,  Sec. 
4a,  subd.  23  of  Zoning  Resolution. 

“2.  Omission  of  rear  yard  at  second  floor  level  is 
contrary  to  Art.  IV,  Sec.  12  of  Zoning  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  100  ft.  on  Quincy 
street,  75  ft.  on  Lexington  avenue  and  a  depth  of  200  ft. 
Upon  the  west  portion  of  the  plot,  75  ft.  by  200  ft.  deep, 
there  is  located  a  one-story  (on  east  part  of  Lexington 
avenue  front)  and  two-story  brick  milk  bottling  plant. 
Upon  the  east  portion  of  the  Quincy  street  front  of  the 
plot  (Lot  66,  Block  1969),  there  is  located  a  two-story 
structure  22  ft.  by  44  ft.  in  area,  occupied  on  1st  story  as 
a  garage  for  five  motor  vehicles;  the  2nd  story  is  vacant. 
It  is  proposed  to  demolish  this  building  and  erect  upon  the 
site  a  two-story  fireproof  structure  25  ft.  by  100  ft.  in 
area  to  be  used  in  conjunction  with  the  existing  milk  bot¬ 
tling  plant  on  the  plot  abutting  to  the  west ;  and 
Whereas,  applicant  at  the  hearing  withdrew  his  request 
for  a  variation  as  to  the  area  district  requirements ;  and 
Whereas,  the  board  deemed  that  applicant  substantiated 
his  basis  of  appeal  under  section  21  as  to  the  use  district 
requirements  on  the  grounds  of  practical  difficulties  and 
unnecessary  hardship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make,  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21,  to  permit  the  erection  of  a  two-story  fireproof  building 
on  Lot  66  as  an  addition  to  the  existing  milk  distributing 
station  adjoining  on  the  west,  located  on  Lot  33,  on  condi¬ 
tion  that  the  requirements  of  the  Zoning  Law  as  to  the 
rear  yard  and  all  other  laws  and  regulations  applicable  to 
this  building  and  its  use  throughout  shall  be  observed ;  that 
any  windows  in  this  building  opening  northerly  shall  be 
fireproof,  glazed  with  wired  glass  and  self-closing;  and 
that  all  permits  shall  be  obtained  and  all  work  shall  be 
completed  within  one  year  from  the  date  of  this  action. 


Adjourned,  1  :00  p.m. 


Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

■  TUESDAY  AFTERNOON,  MARCH  24,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

216-29-BZ. 

APPLICANT — Abram  Shlefstein,  for  Helen  Eckerman, 
present  owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  granted  under  section  7f  of  the 


building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED-Southwest  corner  of  Nassau 
boulevard  and  Little  Neck  road  (Block  No.  4108, 
Lot  No.  100),  Little  Neck  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Abram  Schlefstein. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  April  21,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 
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Negative 
Absent  . 


74-33-BZ. 

APPLICANT— Charles  E.  Murphy,  for  Packard  Motor 
Car  Company  of  New  York,  owner. 

SUBJECT— Application  for  reopening— extension  of  per¬ 
mit  and  amendment — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  permitting  partly 
in  a  business  district  and  partly  in  a  residence 
district,  the  conversion  of  occupancy  of  a  building 
to  a  garage  for  more  than  five  (5)  motor  vehicles 
(previously  granted  by  the  board  for  automobile 
showroom,  sales  and  distributing  and  service  sta- 

P REMISES  AFFECTED — 4650-4664  Broadway  and  2-16 
Sherman  avenue,  northeast  corner  (Block  No. 
2175,  Lot  No.  1),  Borough  of  Manhattan. 


APPEARANCES—  ^  w  , 

For  Applicant:  Charles  E.  Murphy. 

ACTION  OF  BOARD— Application  reopened,  calendar 
call  waived  and  set  for  hearing  April  14,  1936,  at 


2  p.m. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative . 

Absent  . 


For  Applicant :  None. 

ACTION  OF  BOARD — Request  to  reopen  withdrawn  by 

THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE¬ 
OPEN—  ,  ,  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative .  ^ 

Absent  .  u 


254-35-BZ.  .  . 

APPLICANT— Scacchetti  and  Siegel,  for  Winter,  Mead 
and  R.  Hawley  Truax,  as  Trustees  of  owner. 

SUBJECT— Application  for  approval  of  plans  in  accord¬ 
ance  with  resolution  of  January  28,  1936. 

PREMISES  AFFECTED— 300-318  Cathedral  parkway, 
486-489  Central  Park  West  and  J-ll  West  109th 
street  (Block  No.  1845,  Lot  No.  36),  Borough  of 


APPEARANCES—  . 

For  Applicant :  Max  Siegel. 

ACTION  OF  BOARD— Plans  approved  in  accordance 
with  resolution  of  January  28,  1936. 

THE  VOTE  TO  APPROVE  PLANS—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  J' 

Absent  .  u 


328-34-BZ. 

APPLICANT — Henry  Nordheim,  for  Max  Mirowitz, 


owner. 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  commissioner  of 
buildings)  granted  on  condition,  under,  section  21 
of  the  building  zone  resolution,  permitting  in  a 
residence  district  the  change  of  occupancy  of  an 
existing  building  to  a  garage  for  more  than  five 
(5)  motor  vehicles  for  a  temporary  period  of  two 
(2)  years.  .. 

PREMISES  AFFECTED— 1449  Vyse  avenue,  west  side, 
100  ft.  south  of  Jennings  street  (Block  No.  2987, 
Lot  No.  33),  Borough  of  The  Bronx. 


APPEARANCES—  .  .  .  c  c  ,, 

For  Applicant:  Henry  Nordheim  and  S.  S.  Mey- 

ers. 

ACTION  OF  BOARD— Application  reopened,  calendar 
call  waived  and  set  for  hearing  April  21,  1936,  at 
2  p.m.  Applicant  to  notify  property  owners  in  the 
affected  area  by  regular  mail  not  later  than  April 


9,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative . 

Absent  . 


287-34-BZ. 

APPLICANT— Samuel  Rosenblum,  for  Mutual  Life  In¬ 
surance  Co.,  owner. 

SUBJECT— Request  for  reopening— reconsideration— re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district,  the  erection  and 
maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— Northeast  corner  of  Morris 
avenue  and  East  170th  street  (Block  No.  2786, 
part  of  Lot  No.  29),  Borough  of  The  Bronx. 

APPEARANCES— 


267-35-BZ. 

APPLICANT— Lama  and  Proskauer,  for  J.  Herbert  Bate 
Company,  Inc.,  owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  an  unrestricted  district  the  erection 
and  maintenance  of  an  oil  storage  plant. 
PREMISES  AFFECTED— 73-02  to  73-20  and  74-02  to 
74-16  Amstel  boulevard,  north  side,  260  ft.  west  of 
Beach  72nd  street  (Block  No.  524,  Let  Nos.  1  and 
500),  Arverne,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  r  ,  ,  ^ 

Affirmative :  Chairman  Murdock,  Commisvon- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative . .  ~ 

Absent  .  ^ 

THE  RESOLUTION— 

(267-35-BZ) 

Whereas,  Lama  and  Proskauer,  for  J.  Herbert  Bate 
Company,  Inc.,  owner,  filed  October  2,  1935,  an .  appli¬ 
cation  under  the  building  zone  resolution  to  permit  in  a 
business  district  and  partly  in  an  unrestricted  district  the 
erection  and  maintenance  of  an  oil  storage  plant;  prem¬ 
ises:  73-02  to  73-20  and  74-02  to  74-16  Amstel  boule¬ 

vard  north  side,  260  ft.  west  of  Beach  72nd  street  (Block 
No.  524,  Lot  Nos.  1  and  500),  Arverne,  Borough  of 
Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  applica¬ 
tion  by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Amstel  boulevard  is  in 
a  business  and  unrestricted  district;  Failing  avenue  is  in 
a  business  and  residence  district ;  Beach  72nd  street  is  in 
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a  business  and  unrestricted  district;  Beach  73rd  street  is 
in  the  unrestricted  district  and  Beach  74th  street  is  in  the 
unrestricted  district;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  December  3,  1935,  re  Application  No.  6483- 
193a,  reads : 

“1.  The  erection  of  an  oil  storage  plant  located 
within  an  unrestricted  district,  but  extending  into  a 
business  district  is  contrary  to  Section  4  of  the  Build¬ 
ing  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  386.5  ft.  on  Amstel 
boulevard,  207  ft.  on  Failing  avenue  and  a  distance  of 
200  ft.  along  the  East  lot  line,  the  north  portion  of  the 
plot  is  in  the  business  district  and  the  south  portion  is  in 
the  unrestricted  district.  Upon  the  plot  there  is  located  a 
coal  pocket  (3,000  tons  capacity),  coal  hoists,  a  brick 
garage  and  several  other  structures.  It  is  proposed  to  erect 
upon  the  central  portion  of  the  plot  an  oil  storage  plant 
having  a  total  capacity  of  600,000  gallons.  Storage  tanks 
are  located  partly  above  and  partly  below  grade;  and 

Whereas,  These  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board,  verbal  report  of 
which  inspection  was  made  by  the  chairman  on  behalf  of 
the  committee  and  the  committee  recommended  that  the 
application  be  granted;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  21  of 
the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  aplication  be  and  it  hereby  is  granted  under  Section 
21,  to  permit,  partly  within  the  unrestricted  area  and 
partly  within  the  business  area,  tanks  for  the  storage 
of  fuel  oil  on  condition  that  such  tanks  shall  be  installed 
in  accordance  with  the  Ordinances  and  Rules  applicable 
thereto  and  that  there  shall  be  no  stock  piles  of  coal  of 
any  kind  permitted  on  the  premises ;  that  all  permits  shall 
be  obtained  and  all  work  completed  within  one  year  from 
the  date  of  this  application. 


695-29-BZ. 

APPLICANT — Louis  Curcio,  for  Hulon  Realty  Corp., 
owner. 

SUBJECT— Application  reopened  March  3,  1936,  under 
section  7f  of  the  building  zone  resolution,  for  con¬ 
sideration  as  to  extension  of  time  of  permit — re 
Application,  granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — -Southwest  corner  of  Wilkin¬ 
son  avenue  and  Westchester  avenue  (Block  No. 
4235,  Lot  Nos.  36  and  38),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  B.  R.  Fliegle. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . .  4 

Negative .  0 

Absent  . 0 


THE  RESOLUTION— 

(695-29-BZ) 

Whereas,  this  application  affecting  premises  southwest 
(T'ner  °f  Wilkinson  avenue  and  Westchester  avenue 

(Block  No.  4235,  Lot  Nos.  36  and  38),  Borough  of  The 
Bronx,  was  granted  by  the  board  October  7,  1930,  on  cer¬ 
tain  conditions,  amended  October  22,  1931,  April  8,  1932, 
September  23,  1932,  March  27,  1934  and  July  17,  1934,  and 
owner  requests  a  further  amendment;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
October  7,  1930,  as  amended,  be  and  it  hereby  is  further 
amended  to  extend  time  of  temporary  permit  granted  un¬ 
der  section  7,  subdivision  “f”  of  the  building  zone  resolu¬ 
tion,  for  a  period  of  two  (2)  years  from  the  date  of  this 
amended  resolution,  on  condition  that  the  resolution 
adopted  on  October  7,  1930,  as  amended  by  resolution  of 
March  27,  1934,  shall  be  complied  with  in  all  respects  other 
than  as  herein  amended. 


APPLICANT — Abraham  Wilson,  substituted  for  Michael 
Glick,  for  Nosmarba  Realties,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
alteration  and  change  of  occupancy  of  part  of  a 
multiple  dwelling  to  business  use  (stores). 

PREMISES  AFFECTED — 2295  Grand  Concourse,  south¬ 
west  corner  of  East  183rd  street  (Block  No.  3163, 
Lot  No.  22),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Abraham  Wilson. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  . q 

Negative  :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  q 

THE  RESOLUTION— 

(281-35-BZ) 


Whereas,  Abraham  W'ilson,  substituted  for  Michael 
Glick  for  Nosmarba  Realties  Inc.,  owner,  filed  October  11, 
193a,  an  application  under  the  building  zone  resolution  to 
permit  in  a  residence  district  the  alteration  and  change 
ot  occupancy  of  part  of  a  multiple  dwelling  to  business 
use  (stores);  premises:  2295  Grand  concourse,  southwest 
corner  of  East  183rd  street  (Block  No.  3163,  Lot  No.  22) 
Borough  of  The  Bronx;  and 

W  herea.s,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
W  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  concourse  is  in  a 
residence  and  business  district;  East  183rd  street  is  in  a 
residence  and  business  district ;  and  Creston  avenue  is  in  a 
residence  and  business  district;  and 
w  hereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  September  25,  1935  re  Alt.  Application  No 
542-1935,  reads: 

“1.  Proposed  stores  are  unlawful.  Sec.  3  Zone 
Resolutions.  Building  is  in  a  ‘Residence  District.’” 

and 

W  hereas,  the  building  is  of  non-fireproof  construction 
5  stories  in  height,  with  a  frontage  of  95  ft.  on  Grand 
concourse  and  depth  of  80  ft.  6  in.  on  East  183rd  street 
occupied  as  a  multiple  dwelling;  it  is  proposed  to  alter 
the  building  and  change  the  occupancy  of  the  Grand  con¬ 
course  frontage  of  the  first  story  of  the  existing  multiple 
dwelling  so  as  to  include  seven  (7)  stores.  The  westerly 
portion  of  the  plot  extends  into  the  business  district  for 
a  distance  of  10.5  ft. ;  and 

W  hereas,  these  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board  verbal  report  of 
which  inspection  was  made  by  the  chairman  in  behalf  of 
the  committee;  and 

Whereas,  this  report  recommended  the  denial -of  this 
application  and  the  board  found  that  sufficient  unneces- 


281-35-BZ. 
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sary  hardship  did  not  exist  to  warrant  the  board  to  recog¬ 
nize  it  as  a  basis  for  a  variation  of  the  building  zone  reso¬ 
lution  under  Section  21.  _  .  . 

Resolved ,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


300-35-BZ. 

APPLICANT— William  Richter,  for  Arthill  Realty  Cor¬ 
poration,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  extension  of  an  existing  gasoline  ser¬ 
vice  station. 

PREMISES  AFFECTED— 2664-2694  Ocean  parkway,  west 
side,  IS  ft.  south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of  Brooklyn. 

APPEARANCES _ 

For  Applicant :  William  Richter  and  Mr.  Magrill. 
For  Opposition:  L.  C.  Squire,  Park  Department. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(300-35-BZ) 

Whereas,  William  Richter,  for  Arthill  Realty  Corpora¬ 
tion,  owner,  filed  October  30,  1935,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  dis¬ 
trict  the  extension  of  an  existing  gasoline  service  station; 
premises :  2664-2694  Ocean  parkway,  west  side,  15  ft.  south 
of  Nixon  court  (Block  No.  7237,  Lot  Nos.  63  and  65), 
Borough  of  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ocean  parkway  is  in  a 
business  and  residence  district;  Guider  boulevard  is  in  a 
residence  and  business  district;  Nixon  court  is  in  a  resi¬ 
dence  and  business  district;  Murdock  court  is  in  a  resi¬ 
dence  and  business  district  and  Avenue  Z  is  in  a  residence 
and  business  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  October  28,  1935  re  Application  No.  13460- 
1935  reads : 

“Proposed  gasoline  service  station  to  be  extended 
in  a  business  use  district  is  contrary  to  Art.  II,  Sect. 
2a  of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  220  feet  on  Ocean 
parkway,  a  distance  of  72  ft.  along  the  north  lot  line  and 
228  ft.  along  the  west  lot  line,  upon  the  north  part  of  the 
plot  there  is  (as  shown  upon  Fire  Department  records)  an 
existing  gas  station  having  a  frontage  of  40  ft.  on  Ocean 
parkway,  a  distance  of  59  ft.  along  the  south  lot  line,  40 
ft.  along  the  west  lot  line  and  79  ft.  along  the  north  lot 
line ;  records  further  state  that  there  are  installed  two 
550  gal.  tanks  and  3  pumps.  It  is  proposed  to.  erect  upon 
the  plot  a  one-story  structure  53  ft.  by  20  ft.,  irregular  in 
area,  to  be  used  as  office,  grease  pits  and  auto  laundry; 
proposes,  also  to  install  two  550  gal.  tanks  and  three 
pumps;  and 

Whereas,  the  board  deemed  that  the  plot  exclusive  of 
the  thirtv-foot  restriction  is  too  limited  in  area  and  that 
the  extension  of  the  existing  gasoline  station  is  undesir¬ 
able  not  warranting  exercise  of  discretion  to  vary  under 
Section  21 ;  and 


Whereas,  due  to  the  existence  of  a  State  Law  which 
established  a  30  ft.  setback  restriction  on  Ocean  parkway, 
in  which  are  permitted  planting  of  trees  and  shrubbery, 
statuary,  and  porches  as  may  be  approved  by  the  Park 
Department,  with  no  provision  therein  permitting  the 
erection  of  gasoline  pumps  and  signs,  the  board  deems  it 
has  no  power  to  modify  such  State  Law.  _  . 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  bq  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


510-27-BZ. 

APPLICANT— Edwin  H.  Snackenberg,  for  Stony  Road 
Corporation,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district,  the 
erection  and  maintenance  of  a  gasoline  service 
station  (reopened  February  18,  1936). 

PREMISES  AFFECTED — Southwest  corner  of  Cypress 
Hills  road  and  Cooper  avenue  (Block  No.  2882, 
part  of  Lot  No.  8),  Ridgewood,  Borough  of 
Queens. 

APPEARANCES—  .  ,  t 

For  Applicant :  Edwin  H.  Snackenberg. 

For  Opposition :  None. 

ACTION  OF  BOARD— Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative .  ~ 

Absent  . 

THE  RESOLUTION— 

(510-27-BZ) 

Whereas,  this  application  affecting  premises  southwest 
corner  of  Cypress  Hill  road  and  Cooper  avenue  (Block 
2882,  part  of  Lot  No.  8),  Ridgewood,  Borough  of  Queens, 
was  granted  by  the  board  July  17,  1928,  on  certain  condi¬ 
tions  and  owner  requested  a  reopening  of  the  case  and  an 
amendment  of  the  resolution;  and 

Whereas,  the  case  was  reopened  by  vote  of  the  board 
February  18,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  March  24,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  resolution  adopted  July  17,  1928,  reads; 
Resolved,  that  the  Board  of.  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  a  wall,  not  less  than  8  ft.  high  be  erected 
along  the  westerly  and  southerly  property  lines  of  the 
premises,  the  interior  of  such  wall  to  be  faced  with 
enamel  brick  laid  out  in  panels  of  two-tone  brick ;  that 
no  gas  pump  shall  be  installed  within  10  ft.  of  the 
building  line  of  the  property;  that  a  concrete  curbing 
not  less  than  12  in.  in  height,  shall  be  installed  along 
the  building  line  on  both  street  fronts,  with  driveways 
not  exceeding  10  ft.  in  width  therein,  and  not  more 
than  two  driveways  on  each  street  front;  that  any 
building  erected  for  the  accommodation  of  patrons  and 
operators  on  these  premises  shall  not  exceed  a  one- 
story  structure  and  shall  be  finished  on  the  exterior 
with  enamel  brick  of  the  same  color  and  texture  as 
the  material  facing  the  wall ;  that  the  roof  shall  be  of 
variegated  slate  or  vitrified  tile  of  Spanish  type;  that 
any  advertising  shall  be  restricted  to  the  glass  globes 
of  the  pumps  or  to  flat  wall  signs ;  that  all  necessary 
permits  shall  be  obtained  within  six  months  and  the 
work  completed  within  one  year  from  the  date  of  this 
action;  and 


362 


MINUTES 


Whereas,  the  board  deemed  that  this  resolution  should 
be  amended. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  resolution  adopted  by  the  board  on 
June  17,  1928,  by  adding  the  following: 

.  .  that  in  the  event  that  the  owner  desires  to 
extend  the  accessory  building  generally  as  indicated  on 
plans  marked  ‘Received  March  9,  1936’,  such  extension 
may  be  made  on  condition  that  the  additions  are  con¬ 
structed  of  fireproof  material  except  that  the  roof 
beams  and  roof  boarding  may  be  of  wood  provided  the 
roof  weather  surfacing  is  non-inflammable  material 
and  that  the  ceilings  throughout  are  fire  retarded  in 
accordance  with  the  Rules  of  the  Board  of  Standards 
and  Appeals,  that  the  doors  and  door  frames  may  be 
of  wood”; 

Resohed  further,  that  the  requirements  of  the  resolu¬ 
tion  of  July  17,  1928  shall  be  complied  with  as  to  the  wall 
on  the  westerly  and  southerly  property  lines ;  that  the 
concrete  curbs  on  the  building  line  may  be  reduced  to  a 
width  of  12  in.  and  to  a  height  of  5  in.  with  rounded 
top  and  constructed  for  a  distance  of  5  ft.  northerly  from 
the  southerly  building  line  on  Cypress  Hills  road  and  east¬ 
erly  from  the  westerly  building  line  on  Cooper  avenue  and 
5  ft.  in  either  direction  from  the  corner  formed  by  the 
intersection  of  Cypress  Hill  road  and  Cooper  avenue ;  that 
there  shall  also  be  installed  sections  of  curb  not  less  than 
10  ft.  in  length  between  the  two  openings  in  the  curb 
permitted  to  Cypress  Hill  road  and  the  two  openings  per¬ 
mitted  to  Cooper  avenue ;  that  such  curb  cuts  shall  not 
exceed  40  ft.  in  width  each ;  that  signs  shall  be  restricted 
to  the  illuminated  globes  of  the  pumps  and  to  flat  signs 
attached  permanently  to  the  facade  of  the  accessory 
building  and  to  three  (3)  post  standards  erected  within 
the  building  line,  such  post  standards  to  carry  illuminated 
signs  advertising  only  the  brand  of  gasoline  on  sale,  such 
signs  to  extend  beyond  the  building  line  not  more  than 
8  ft.  and  that  the  entire  premises  where  not  covered  by 
accessory  buildings  and  pumps  shall  be  either  cement  or 
asphalt-paved ;  that  no  repairing  shall  be  carried  on  and 
no  parking  or  storage  of  automobiles  other  than  those 
being  serviced. 


362-35-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Dominick  Sal- 
vato  Co..  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  multiple  dwelling  with  business 
use  (stores)  on  the  first  story. 

PREMISES  AFFECTED— 2105-2131  Grand  Concourse 
and  158-166  East  181st  street,  southwest  corner 
(Block  No.  3161,  Lot  Nos.  18  to  23),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Max  Siegel. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(362-35-BZ) 

Whereas,  Scacchetti  &  Siegel,  for  Dominick  Salvato  Co., 
Inc.,  owner,  filed  December  28,  1935,  an  application  under 
the  building  zone  resolution  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business  district  the  erection 
and  maintenance  of  a  multiple  dwelling  with  business  use 
(stores)  on  the  first  story;  premises:  2105-2131  Grand  Con¬ 
course  and  158-166  East  181st  street,  southwest  corner 


(Block  No.  3161,  Lot  No.  18  to  23  inclusive),  Borough  of 
the  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  a'nd  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  concourse  is  in  a 
residence  district;  Creston  avenue  is  in  a  residence  and 
business  district;  East  181st  street  is  in  a  business  and 
residence  district  and  East  180th  street  is  in  a  residence 
and  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  January  21,  1936,  re  N.B.  Application  No. 
446-1935,  reads: 

“1.  Erection  of  proposed  Class  ‘A’  multiple  dwell¬ 
ing  on  plot  partly  in  residence  district  and  partly  in 
business  district  with  occupancy  of  ground  floor  for 
business  use  (stores)  is  contrary  to  provision  of  build¬ 
ing  zone  resolution.” 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof,  construction  six  (6)  stories  in  height,  with  a  front¬ 
age  of  142  ft.  on  Grand  concourse  and  depth  of  111  ft. 
on  East  181st  street,  irregular  in  area  to  be  occupied  as 
a  multiple  dwelling  with  business  use  (stores),  on  the 
ground  floor;  and 

.  Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  verbal  report  of  which 
inspection  was  made  by  the  chairman  on  behalf  of  the 
committee;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal,  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution'  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  permitting  the  ground  floor  along  the  Grand 
concourse  to  be  used  for  limited  business  purposes,  on 
condition  that  there  shall  be  constructed  a  multiple  dwell¬ 
ing  not  less  than  six  stories  in  height,  as  indicated  on  plans 
filed  with  this  appeal ;  that  there  shall  be  constructed 
facing  the  concourse,  a  court,  to  be  landscaped  as  indicated 
on  plans,  this  court  to  be  not  less  than  18  ft.  in  width; 
that  the  total  frontage  occupied  for  store  use  shall  not 
exceed  115  ft.,  including  walls;  that  the  ceiling  height  of 
these  stores  above  the  highest  point  of  the  curb  shall  not 
exceed  ID  ft. that  the  shop  tronts  shall  be  constructed 
with!  a  subdivided  light,  no  pane  greater  than  18  in.  by 
24  in. ;  that  the  store  fronts  shall  be  otherwise  constructed 
so  as  to  present  a  retail  shop  appearance;  that  advertising 
of  the  business  uses  shall  be  limited  to  non-illuminated 
signs  attached  to  the  glass  of  the  show  windows  and  store 
doors,  excluding  any  illuminated  signs  behind  the  show 
windows  within  view  of  the  Grand  concourse ;  that  the 
business  use  in  these  stores  shall  not  include  meat  mar¬ 
kets,  fish  markets.,  delicatessens  or  bakeries  having  bake 
ovens;  funeral  parlors  or  any  other  use  deemed  objec¬ 
tionable  by  the  commissioner;  that  ornamental  walls  and 
grill  fences  shall  be  constructed  across  the  landscaped 
court  and  the  10-foot  yard  area  along  the  southerly  lot 
line ;  that  no  store  shall  exceed  56  ft.  in  depth ;  that  there 
shall  be  no  openings  from  these  stores  to  any  other  part 
of  the  building  and  no  storage  for  stores  permitted  in  the 
cellar;  that  the  walls  separating  the  store  occupancy  from 
the  balance  of  the  building  shall  be  not  less  than  12  in. 
of  brick ;  that  all  permits  required  shall  be  obtained  and 
all  work  involved  shall  be  completed  within  one  year  from 
the  date  of  this  resolution. 


341-35-BZ. 

APPLICANT— Joseph  Goodman,  for  Department  of 
Water  Supply,  Gas  and  Electricity,  for  City  of 
New  York,  owner. 
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SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and  repair  shop  and 
also  storage  yard.  . 

PREMISES  AFFECTED— Northwest  corner  of  Cornish 
avenue  and  Poyer  street  (Block  No.  1538,  Lot  No. 
78),  Elmhurst,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  William  F.  Laase  and  Samuel 
Judenfreund. 

For  Opposition :  None. 

ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative .  0 

Absent  .  0 

THE  RESOLUTION— 

(341-35-BZ) 

Whereas,  Joseph  Goodman,  for  Department  of  Water 
Supply,  Gas  and  Electricity,  owner,  filed  November  29, 
1935,  an  application  under  the  building  zone  resolution  to 
permit  in  a  residence  district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5)  motor  vehicles  and 
repair  shop  and  also  storage  yard ;  premises :  northwest 
corner  of  Cornish  avenue  and  Poyer  street  (Block  No. 
1538,  Lot  No.  78),  Elmhurst,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cornish  avenue  is  in  a  resi¬ 
dence  and  business  district;  Poyer  street  is  in  a  residence 
and  business  district ;  Barnwell  avenue  is  in  an  unrestricted 
district  and  South  Railroad  avenue  is  in  an  unrestricted 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  27,  1935,  re  Application  No.  3417-1935^ 
reads : 

“2.  Establishment  of  public  garage,  repair  shop  and 
storage  yard  in  a  residence  district  contrary  to  Article 
2,  Sections  2  and  3  of  the  Building  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  380  ft.  2  in.  on  Cornish  avenue,  200  ft. 
on  Poyer  street  and  380  ft.  2  in.  on  Barnwell  avenue.  Occu¬ 
pied  by  the  Department  of  Water  Supply,  Gas  and  Elec¬ 
tricity  as  a  repair  yard  and  headquarters  in  connection 
with  the  maintenance  and  operation  of  the  water  supply 
system  of  the  Second  Ward,  Borough  of  Queens.  It  is 
proposed  to  erect  on  the  southeast  corner  of  the  plot  a 
one  and  two  story  fireproof  structure  having  a  frontage  of 
140  ft.  on  Cornish  avenue  and  60  ft.  on  Poyer  street,  to  be 
used  as  a  repair  headquarters,  shop  and  garage  for  more 
than  five  motor  vehicles ;  and 

Whereas,  the  premises  was  the  subject  of  an  inspection 
by  a  committee  of  the  board,  verbal  report  of  which  in¬ 
spection  was  made  by  the  chairman  on  behalf  of  the  com¬ 
mittee,  and  this  report  recommends  that  the  application  be 
granted  under  certain  conditions;  and 

Whereas,  the  board  deems  that  applicant  has  substan¬ 
tiated  the  basis  of  his  application  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section  21 
thereof,  to  permit  the  erection  of  the  proposed  garage  for 
more  than  five  motor  vehicles  at  the  northwest  corner  of 
Cornish  avenue  and  Poyer  street  (Block  No.  1538,  Lot  No. 
78),  Elmhurst,  Borough  of  Queens,  constructed  generally 


as  indicated  on  plans  filed  with  this  application,  on  condi¬ 
tion  that  the  portion  of  the  building  used  for  storing  of 
motor  vehicles,  and  incidental  repairs  thereto,  shall  not 
exceed  one  story  in  height  and  that  there  shall  be  no  door 
openings  to  Cornish  avenue  or  Poyer  street;  that  the  build¬ 
ing  shall  be  of  fireproof  construction;  that  this  building 
shall  be  for  the  exclusive  use  and  occupancy  of  the  De¬ 
partment  of  Water  Supply,  Gas  and  Electricity  of  New 
York  City;  that  the  exterior  design  shall  harmonize  with 
the  existing  building  on  the  plot ;  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  from  the 
date  of  this  action. 


360-35-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Antoinette  La- 
Porta,  Andrew  Guagenti  and  Mamie  Spindly, 
owners. 

SUBJECT— Application  (re  decision  o.f  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  ex¬ 
tension  of  an  existing  gasoline  station  and  also  the 
inclusion  of  a  brake  testing  room. 

PREMISES  AFFECTED— 2549-2557  Coney  Island  ave¬ 
nue,  northwest  corner  of  Gravesend  Neck  road 
(Block  No.  7371,  Lot  Nos.  68  and  70),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  Joseph  M.  Aimee. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(360-35-BZ) 

Whereas,  Lama  and  Proskauer,  for  Antoinette  LaPorta, 
Andrew  Guagenti  and  Mamie  Spindly,  owners,  filed  De¬ 
cember  2,  1935,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  district  the  extension 
of  an  existing  gasoline  service  station  and  also  the  inclu¬ 
sion  of  a  brake  testing  room ;  premises :  2549-2557  Coney 
Island  avenue,  northeast  corner  of  Gravesend  Neck  road 
(Block  No.  7371,  Lot  Nos.  68  and  70),  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Coney  Island  avenue 
is  in  a  business  district;  Gravesend  Neck  road  is  in  a 
business  district  and  East  12th  street  is  in  a  residence 
and  business  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  December  19,  1935,  re  N.  B.  16011-35,  reads: 

“1.  The  extension  of  the  existing  gasoline  station 
in  a  business  district  and  the  erection  of  accessory 
buildings,  including  lubricating  room,  brake,  service, 
battery  room  and  auto  laundry,  in  connection  with 
said  gasoline  station,  is  in  violation  of  Art.  II,  Sec. 
4  (a46)  of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  82  ft.  11  in.  on 
Coney  Island  avenue,  101  ft.  on  Gravesend  Neck  road  and 
a  distance  of  100  ft.  along  the  north  lot  line..  There,  is 
located  on  the  south  portion  of  this  plot  a  gasoline  service 
station,  plans  for  which  were  approved  January.  5.  1924, 
application  No.  1778-23;  according  to  information  con¬ 
tained  in  Fire  Department  folder  re.  these  premises,  the 
existing  station  has  a  frontage  of  101  ft.  on  Gravesend 
Neck  road,  a  distance  of  28  ft.  9  in.  along  the  east  lot 
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line,  100  ft.  along  the  north  lot  line  and  a  frontage  of  42 
ft.  11  in.  on  Coney  Island  avenue;  there  are  three  (3) 
550  gallon  tanks  installed.  It  is  proposed  to  increase  the 
area  of  this  gas  station  by  adding  (to  the  north)  an  addi¬ 
tional  plot  of  ground  and  erecting  thereon  a  one-story 
structure  100  ft.  by  40  ft.,  irregular,  to  be  used  as  an  auto 
laundry,  battery  room,  brake  service,  lubricating  room  and 
stores.  It  is  proposed  to  remove  the  present  accessory 
building  and  grease  pits — the  other  buildings  to  remain; 
and 

Whereas,  the  Board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal  under  Section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  of  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  permitting  the  existing  gasoline  station  at  the 
northeast  corner  of  Coney  Island  avenue  and  Gravesend 
Neck  road  to  be  extended  northerly  for  a  distance  of  40 
feet,  giving  a  total  frontage  on  Coney  Island  avenue  of 
approximately  83  ft.  and  eliminating  from  the  gasoline 
service  station  area  the  present  two-story  frame  dwelling 
and  two-car  garage  located  at  the  easterly  end  of  the 
existing  pEot  facing  Gravesend  Neck  road,  on  condition 
that  there  shall  be  constructed  along  the  northerly  lot 
line,  as  indicated,  a  new  accessory  building  not  exceeding 
one-story  in  height  and  constructed  of  fireproof  materials, 
except  that  the  roof  beams,  roof  boarding,  door  frames 
and  doors,  window  frames  and  sash  may  be  of  wood, 
provided  the  weather  surfacing  is  of  non-inflammable 
material  and  the  ceilings  throughout  are  fire-retarded  in 
accordance  with  the  rules  of  the  Board  of  Standards  and 
Appeals ;  that  there  shall  be  no  windows  or  other  open¬ 
ings  to  the  adjoining  premises  to  the  north  and  east;  that 
this  accessory  building  shall  be  used  for  an  accessory 
store  not  less,  than  24  ft.  in  depth  from  Coney  Island 
avenue  and  with  a  show  window  as  indicated  on  Coney 
Island  avenue  and  show  window  and  doors  on  the  splay; 
that  otherwise  the  accessory  building  shall  be  for  lubrica¬ 
tion,  office,  auto  laundry  and  room  for  charging  storage 
batteries  and  a  section  for  brake  testing,  provided  that  the 
brake  testing  section  shall  be  exclusively  for  the  testing 
and  relining  of  brakes ;  and  no  other  motor  vehicle  repair¬ 
ing  permitted  on  the  premises;  that  the  area  occupied  by 
the  present  two-story  frame  dwelling  and  two-car  garage 
eliminated  from  the  gasoline  selling  area  shall  be  com¬ 
pletely  separated  therefrom  by  a  brick  wall  not  less  than 
8  inches  in  thickness  and  suitably  coped  and  not  less  than 
6  ft.,  in  height;  that  in  this  wall  there  may  be  a  3-ft. 
opening  with  swinging  gate  to  permit  access  from  the 
house  to  the  gasoline  selling  area ;  that  the  entire  area 
where  not  covered  by  accessory  buildings  shall  be  cement 
paved;  that  curb  cuts  shall  be  limited  to  two  25-foot 
curb  cuts  from  Coney  Island  avenue  and  two  25-foot  curb 
cuts  from  Gravesend  Neck  road;  that  there  shall  be 
erected  on  the  building  line  concrete  curbs  not  less  than 
12  in.  in  width  and  not  less  than  5  in.  in  height  with 
rounded  top,  such  curbs  to  be  not  less  than  5  ft.  in  either 
direction  from  the  corner  formed  by  the  intersection  of 
Coney  Island  avenue  and  Gravesend  Neck  road  and  sec¬ 
tions  not  less  than  6  ft.  in  length  opposite  the  spaces  be¬ 
tween  the  curb  cuts ;  that  the  gasoline  pumps  shall  be 
located  not  nearer  than  12  ft.  from  any  portion  of  the 
building  line ;.  that  all  existing  buildings  and  structures 
and  grease  pits  not  permitted  herein  shall  be  removed 
from,  the  premises ;  that  all  signs  shall  be  limited  to  the 
illuminated  globes  of  the  pumps  and  to  permanent  flat 
signs  attached  to  the  front  of  the  accessory  building  and 
to  one  post  standard  erected  within  the  building  line  to 
carry,  an  illuminated  sign  advertising  only  the  brand  of 
gasoline  on  sale,  provided  such  sign  does  not  extend 
beyond  the  building  line  for  a  distance  of  more  than  8 
ft. ;  that  no  portable  gasoline  pumps  shall  be  used  on  or 
from  the  premises ;  that  there  shall  be  no  parking  of  cars 
other  than  those  being  serviced ;  that  all  permits  required 
shall  be  obtained  and  all  work  completed  within  one  year 
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from  the  date  of  this  action.  That  plans  shall  be  sub¬ 
mitted  for  approval  by  the  chairman  in  behalf  of  the  board 
before  same  are  filed  with  the  Commissioner  of  Buildings. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
39-36-A. 

APPLICANT — Charles  P.  Cannella,  for  Santo  LaBarbera, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  Board  of  Build¬ 
ings. 

PREMISES  AFFECTED — 1492-1494  Bushwick  avenue, 
south  side,  63  ft.  6  in.  east  of  Granite  street  (Block 
No.  3461,  Lot  No.  32),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Charles  P.  Cannella. 

For  Administration :  Leo  McDermott,  Board  of 
Buildings. 

ACTION  OF  BOARD— Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative . . .  0 

Absent  .  0 

THE  RESOLUTION— 

(39-36-A) 

Whereas,  this  application  affects  premises  1492-1494 

Bushwick  avenue,  south  side,  63  ft.  6  in.  east  of  Granite 

street  (Block  No.  3461,  Lot  No.  32),  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  this  is  an  application  for  a  modification  of 
the  Multiple  Dwelling  Law;  and 

Whereas,  there  is  no  appeal  from  the  provisions  of  the 
Multiple  Dwelling  Law  and  no  power  of  variance  is  per¬ 
missible  except  as  expressly  authorized  in  said  law;  and 

Whereas,  the  appellant  requested  permission  to  with¬ 
draw  this  appeal. 

Resolved,  that  the  appeal  be  and  it  hereby  is  withdrawn. 


1-36- A. 

APPLICANT — Cornelius  Cameron,  for  Eloise  L.  V. 
Cameron,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — -1404-1414  East  New  York  ave¬ 
nue,  south  side,  between  Amboy  and  Herzl  streets 
(Block  No.  3495,  Lot  Nos.  12  and  16),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  L.  Fleet. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration  :  Paul  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 
ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(1-36- A) 

Whereas,  Cornelius  Cameron,  for  Eloise  L.  V.  Cam¬ 
eron,  owner,  filed  December  31,  1935,  an  appeal  from  a 
decision  of  the  Commissioner  of  Buildings,  affecting  prem¬ 
ises  1404-1414  East  New  York  avenue,  S.S.,  between 
Amboy  and  Herzl  streets  (Block  No.  3495,  Lot  Nos.  12 
and  16),  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  December  3,  1935,  reads : 

“Please  take  notice  that  Letter  Permit'  No.  147/32 
and  Curb  Cut  Permit  No.  A-18515  and  No.  B-219408 
are  hereby  canceled  and  revoked  effective  at  once,  and 
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you  are  directed  to  discontinue  the  present  use  of  the 
premises.  .  . 

You  are  hereby  ordered  to  restore  the  curb  within 
ten  (10)  days  from  date. 

If  this  order  is  not  complied  with  in  ten  (10)  days, 
this  Department  will  proceed  to  have  the  curb  restored 
promptly.” 

mid  .  .  -rir 

Whereas,  the  property  in  question  consists  of  a  plot  of 

ground  fronting  200  ft.  on  East  New  York  avenue,  south 
side,  124  ft.  11  in.  on  Amboy  street  and  182  ft.  on  Herzl 
street,  located  in  a  business  use  district,  occupied  as  an 
open  air  parking  space  for  the  storage  and  parking  of 
approximately  125  motor  vehicles ;  and 

Whereas,  the  applicant  contends  that  no  gasoline  or  oil 
is  stored  or  sold  on  the  premises  and  there  is  no  servic¬ 
ing  of  automobiles  thereon;  that  the  premises  in  question 
were  used  prior  to  June  28,  1935  for  the  parking  of  auto¬ 
mobiles  and  that  it  was  not  the  intention  of  the  Board 
of  Estimate  in  acting  on  the  amendment  dated  June  28, 
1935  to  make  said  amendment  retroactive;  that  the  appli¬ 
cant  is  entitled  to  store  five  cars  and  to  maintain  a  curb 
cut  in  conjunction  with  said  use;  that  the  curb  cut  per¬ 
mits  have  not  been  revoked  according  to  the  Ordinance 
(Section  184)  ;  that  he  was  acquitted  in  the  Magistrate’s 
Court  on  a  charge  of  storing  more  than  five  motor  ve¬ 
hicles  that  the  Magistrate  held  that  he  was  not  storing 
automobiles  but  only  parking  same  and  accordingly  dis¬ 
missed  the  complaint’;  that  neither  the  Commissioner  of 
Buildings  nor  the  President  of  the  Borough  of  Brooklyn 
assert  that  the  vehicular  use  of  the  carriageway  is  danger¬ 
ous  to  pedestrians ;  that  the  Commissioner  of  Buildings 
has  no  right  nor  power  to  revoke  said  curb  cut  permits ; 
that  a  certificate  of  occupancy  for  property  unbuilt  upon 
for  the  conduct  of  the  open  air  parking  space  is  unneces¬ 
sary;  and 

Whereas,  these  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board,  report  of  which  in¬ 
spection  was  read  at  the  hearing  and  which  report  follows : 

REPORT  OF  COMMITTEE  OF  INSPECTION. 

Re:  Cal.  No.  1-36- A. 

Premises:  1404-1414  East  New  York  avenue,  south 
side  between  Amboy  avenue  and  Herzl  street,  Bor¬ 
ough  of  Brooklyn. 

This  is  an  appeal  from  the  action  of  the  commis¬ 
sioner  of  buildings  revoking  curb  cut  permits  and 
maintenance  of  carriageway  to  cross  the  sidewalk  with 
motor  vehicles. 

The  premises  consist  of  a  large  plot  occupying  the 
entire  block  front  on  the  south  side  of  East  New 
York  avenue  between  Amboy  and  Herzl  streets  all 
within  a  business  use  zone.  Under  Calendar  numbers 
1103  of  23  BZ,  666  of  24  BZ  and  854  of  28  BZ  these 
same  premises  have  been  before  this  board  on  appeal 
to  obtain  a  zoning  variance  to  permit  the  erection  of 
a  public  garage,  the  first  two  for  one  story,  the  third 
for  three  story.  The  first  two  were  brought  under 
section  7c  and  the  third  under  section  21.  The  first 
and  third  were  denied  and  the  second  dismissed  for 
lack  of  prosecution.  The  last  action  was  on  July  2, 
1929  and  thereafter  on  application  to  the  superintend¬ 
ent  of  buildings  a  permit  in  letter  form,  designated 
as  letter  permit  No.  147  was  issued  on  August  5,  1932 
reading,  “Permission  is  hereby  granted  to  Cornelius 
Cameron  to  park  not  more  than  five  (5)  cars  at 
premises,  Amboy  street;  East  New  York  and  Herzl 
street,  (square  block  front.)  (Day  and  night  parking). 

Subject  to  revocation  by  the  superintendent.” 

This  was  signed  by  the  Acting  Superintendent.  On 
the  same  day  that  this  letter  permit  was  issued,  i.e. 
August  5,  1932,  an  application  for  permit  on  the  usual 
form  provided  was  made  to  the  President  of  the  Bor¬ 
ough  to  cross  the  sidewalk  for  the  pupose  of  day 
and  night  parking  of  not  more  than  five  cars  and  to 
lower  one  10-ft.  section  of  curb  and  one  12-foot  section. 
vReference  to  the  letter  permit  No.  147  issued  by  the 


Superintendent  of  Buildings  is  noted  thereon  and  the 
application  bears  the  printed  agreement  over  the  ap¬ 
plicant's  signature  that  he  agrees  to  comply  with  all 
laws  and  ordinances  and  rules  and  regulations  of  the 
Borough  President.  The  approval  of  this  application 
by  the  Commissioner  of  Public  Works  was  presum¬ 
ably  upon  reliance  on  a  report  by  his  superintendent 
of  highways  dated  August  10,  1932  reading  in  part 
“The  Bureau  of  Buildings  has  issued  Certificate  of 
occupancy  147  of  1932  for  day  and  night  parking  of  not 
more  than  five  automobiles.”  There  was  a  iurther 
report  by  a  confidential  inspector  recommending  the 
approval  and  referring  to  the  certificate  of  occupancy 
No  147  as  issued  by  the  Superintendent  of  Buildings. 
On  August  19,  1932  permit  A18515  was  issued  to  use 
the  sidewalk  and  to  lower  curbs  for  driveway,  on  the 
usual  form  calling  for  the  work  to  be  done  in  accord¬ 
ance  with  all  laws,  ordinances  and  regulations  and 
subject  to  be  “revoked  at  any  time  by  the  Borough 
President  ” 

On  August  20,  1932,  permit  No.  A18515  was  sup¬ 
plemented  by  restoring  and  repaving  permit  document 
No.  B  209408  receipting  for  payment  of  $3.00  and  stat¬ 
ing  in  part  “subject  to  revocation  at  any  time  by  the 
Borough  President  or  in  event  of  failure  of  the  per- 
mittee  to  comply  with  any  of  the  terms  or  conditions 
upon  which  the  same  is  granted.  ’  ,  ..... 

Under  Chapter  764  of  the  Laws  of  1933  jurisdiction 
over  curb  cuts  was  transferred  from  the  President 
of  the  Borough  to  the  Commissioner  of  Buildings. 

Upon  a  complaint  that  more  than  five  cars  were 
being  parked  or  stored  it  being  claimed  that  150  were 
then  being  stored  day  and  night  continuously,  and 
that  such  use  was  causing  “the  gradual  ruination  of 
the  legitimate  garage  business  in  the  immediate  neigh¬ 
borhood,”  the  Commissioner  of  Buildings  after  a 
hearing,  revoked  the  letter  permit  No.  147  of  1932 
and  curb  cut  permit  A  18515  and  B  219408  and  directed 
discontinuance  of  the  present  use  of  the  premises  and 
the  restoration  of  the  curb.  Such  action  was  recom- 

U, .  -\r  nrn rv 


4-  1,  «  i  n  i 


presided  at  the  hearing. 

Prior  to  this  revocation  there  had  been  two  actions 
before  Magistrates,  one  in  March  1933  and  one  in 
April  1934  upon  complaint  of  the  Commissioner  of 
Buildings  that  more  than  five  automobiles  were  being 
stored  on  the  premises.  Both  these  complaints  were 
dismissed  but  it  should  be  pointed  out  that  both 
actions  antedated  decision  by  the  Court  of  Appeals  in 
Monument  Garage  vs.  Levy,  wherein  for  the  first 
time  it  was  clearly  established  that  the  zoning  resolu¬ 
tion  regulated  the  use  of  vacant  land.  The  court  stated 
that  the  Zoning  Resolution  subdivision  15  of  Section 
IV  A  prohibits  the  use  of  building  or  premises  for 
storage  of  more  than  five  motor  vehicles  and  held  that 
“There  is  a  substantial  distinction,  clearly  cognizable, 
between  the  meaning  of  ‘storage’  and  ‘parking’.”  “One 
has  a  certain  degree  of  permanency  while  the  other 
connotes  transcience.’  and  that'  “the  prohibition  of  the 
use  of  a  building  or  premises  for  storage  of  more  than 
five  motor  vehicles  does  not  include  the  use  of  the 
premises  as  a  place  for  parking.” 

The  evidence  clearly  shows  that  the  premises  were 
being  used  contrary  to  the  letter  permit  and  the  terms 
and  conditions  upon  which  the  curb  cut  permit  was 
issued  inasmuch  as  it  is  clearly  shown  that  more  than 
five  cars  were  being  stored  and  not  transiently  parked 
on  the  premises.  Such  storage  and  non-transient  par*- 
ing  was  in  contravention  of  the  prohibition  in.  sub-di¬ 
vision  15,  section  IV  A,  and  when  this  condition  was 
brought  to  the  attention  of  the  Commissioner  he  was 
obligated  to  act  and  was  correct  in  revoking  the  letter 
permit  and  the  curb  cut  permit  based  thereon,  since 
the  terms  had  not  been  lived  up  to  and  the  owner 


was  carrying  on  a  non-conforming  use. 

Since  the  adoption  on  Tune  28,  1935  of  the  amend¬ 
ment  to  subdivision  15  of  section  4  A  of  the  Zoning 
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Resolution,  parking  and  storage  in  excess  of  five  cars 
is  prohibited  in  business  and  retail  districts.  Parking 
was  defined  by  the  Court  of  Appeals  in  Monument 
Carage  vs.  Levy  as  the  transient  standing  of  a  motor 
vehicle  unattended  by  a  person  capable  of  operating  it. 

The  committee  recommends  accordingly  that  the 
appeal  be  denied  and  action  of  the  commissioner  be 
sustained. 

The  remedy  open  to  this  owner  is  to  appeal  under 
section  7  H  for  a  zoning  variance  to  permit  parking. 
Under  this  section  this  board  is  empowered  after  pub¬ 
lic  hearing  and  subject  to  appropriate  conditions  and 
safeguards  to  permit  a  vacant  plot  to  be  used  for 
parking  for  a  period  of  two  years. 

Any  arrangement  entered  into  between  the  owner  of 
a  motor  vehicle  and  the  parking  lot  operator  on  a 
weekly  or  monthly  basis  such  as  is  customarilv  made 
with  a  garage  operator  is  clearly  storage.  Parking, 
to  connote  transcience,  must  be  of  a  temporary  nature 
without  such  an  arrangement  for  storage. 

.  The  Court  of  Appeals  has  stated  “the  word  prem¬ 
ises  has  a  broad  significance.  We  may  not  disregard 
it.  The  intent  that  the  Zoning  Resolution  should 
apply  to.  every  use,  whether  buildings  or  land,  in  a 
use  district,  clearly  appears  from  the  express  terms  of 
the  resolution,,  and  is  instinct  in  many  of  its  separate 
clauses.  ’  In  view  of  this,  the  requirements  of  Section 
As  of  the  Zoning  Resolution  should  be  followed  and 
a  certificate  of  occupancy  on  the  form  approved  by 
the  Board  of  Standards  and  Appeals  obtained  when¬ 
ever  it  is  hereafter  proposed  to  make  legal  use  of 
premises  now  defined  as  including  land. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 

Commissioner. 
CHARLES  M.  BLUM, 

,  Commissioner. 

and 

Whereas,  this  report  recommended  that  the  appeal  be 
denied. 

r,  that  the  decision  of  the  Commissioner  of 

Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appeal 
be  and  it  hereby  is  denied. 


12-36-A. 

APPLICANT  Arthur  B.  Miller,  for  The  Domestic  and 
-Foreign  Missionary  Society  of  the  Protestant 
LPlsc°Pal  Church  in  the  United  States,  owner, 
o  U  BJ  EC  I  Appeal  from  orders  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 279-283  Fourth  avenue  and  100 
East  22nd  street,  southeast  corner  (Block  No  877 

APPEARANCES—  ’  B0rOl,gh  °£  Manhattan' 

For  Applicant:  Arthur  B.  Miller. 

For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTIONOF  BOARD— Appeal  granted  on  condition. 

Affirmative  :  Chairman  Murdock,  Commission- 
ers  Savage:  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative  . ’  * ' '  * .  q 

Absent  . * . ]  . .  q 

THE  RESOLUTION— 

(12-36-A) 

Whereas,  Arthur  B.  Miller,  for  The  Domestic  &  Foreign 
theSTT°rpfrJ  |.°?ety  °f  the  P^testant  Episcopal  Church  in 

fSSm  5d  Stat®s*  °™nF.>  filed  January  23,  1936,  an  appeal 
trcm  orders  and  a  decision  of  the  commissioner  of  build- 

p fh  T^ng  Premises  279-283  Fourth  avenue  and  100 
hatffin-2andStreet  (B  0ck  877 ’  Lot  89)’  Borongh  of  Man- 
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Whereas,  the  orders  of  the  commissioner  of  buildings 
dated  November  7,  1935,  re.  Order  No.  25291-F,  reads: 

1.  Provide  approved  fireproof  windows  or  iron 
shutters  at  all  openings  in  the  exterior  wall  above  1st 
story  which  are  distant  in  a  direct  line  less  than  30  ft. 
from  any  opening  in  any  other  building  and  not  in  the 
same  plane  with  said  openings  and  which  are  not 
more  than.  50  ft.  above  a  neighboring  roof  at  south 
and  east  side  of  building,  or  other  approved  protec¬ 
tion  as  per  Sec.  375,  Art.  18,  Ch.  5,  of  the  Code  of 
Ordinances. 

Order  No.  25292-F,  reads: 

1.  Disconnect  standpipe  system  from  sprinkler 
system  and  provide  a  sign  on  sprinkler  system  con¬ 
nection  reading:  “‘Sprinklers  in  cellar.” 

^  ,  ^ec-  Ch.  12,  Code  of  Ordinances.” 

Order  No.  25293-F,  reads: 

1.  Arrange  for  a  flow  test  of  the  standpipe  to 
prove  line  valves,  check  valves  and  Siamese  connec¬ 
tions  are  free  from  obstruction  and  in  working  con¬ 
dition,  after  which  a  test  of  50  lbs.  in  excess  of  the 
pressure  of  the  water  due  to  gravity  in  the  standpipe 
system  must  be  made.  Both  tests  are  to  be  arranged 
for  and  conducted  by  the  owner  and  at  the  owner’s 
risk.  The  Division  of  Fire  Prevention  must  be  noti¬ 
fied  at  least  48  hours  before  the  test  and  all  such 
tests  must  be  made  in  the  presence  of  a  representative 
of  this  Department.” 

Order  No.  25294-F,  reads : 

“1.  Provide  a  tank  on  roof  of  at  least  4500  gallons 
capacity  for  the  standpipe  system,  said  tank  to  be  so 
elevated  that  bottom  will  be  not  less  than  20  feet  above 
the  roof  level  Sec.  580-1,  Ch.  5,  Code  of  Ordinances 
and  and  rU  6S  °*  t^e  Board  Standards  and  Appeals.” 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  January  14,  1936,  reads: 

“In  reply  to  your  request  for  reconsideration  on 
the  several  fire  prevention  orders  pending  against  the 
above  premises,  a  resurvey  has  been  made  and  you 
are  advised  that  the  exposed  protection  required  by 
U/d^r  2529UF  is  necessary  to  comply  with  the  Code 
ot  Ordinances. 

_  Compliance  with  Order  25292-F  is  necessary  to 
separate  the  standpipe  system  from  sprinkler  systems. 

JrL?rie.r  25293-F  may  be  complied  with  when 
Order  25292-F  is  completed  and  the  exterior  tempera¬ 
ture  is  above  40  degrees. 

Your  proposed  city  main  supply  to  the  standpipe 
system  in  lieu  of  the  tank  required  by  Order  25294-F 
cannot  be  accepted  as  the  pressure  at  main  will  not 

valves  adequate  suPPIy  or  pressure  at  top  story  hose 

If  you  propose  to  file  an  appeal  from  all  or  any 
of  these  orders  with  the  Board  of  Standards  and 
APPeals.  kindly  advise  this  department  promptly.” 

Whereas  the  building,  erected  in  1892,  is  non-fireproof 
?™g  Nfr?m?  ?nd  terra  cotta  arch  floors,  six  stories 

6-  unS'^  m  height,  80  ft.  by  70  ft.  in  area;  EQUIP- 

fvst1'  W1VVarrST^fePe  ^ynem  atld  a  basement  sprinkler 
system,  OCCUPIED:  Cellar,  storage  and  boiler  room, 

1  person;  1st  story,  library  and  shipping,  16  persons;  2nd 
story,  office  and  chapel,  11  persons;  3rd  story,  offices  27 
persons ;  4th  story,  offices,  13  persons ;  5th  story,  offices 
25  persons;  6th  story,  offices,  11  persons;  and 

Whereas,  the  present  windows  are  equipped  with  soft 
wood  sash  and  frames  except  op  the  course  of  the  fire 
escape  where  they  are  metal  sash  glazed  with  clear  wire 
gass;  windows  in  adjoining  buildings  are  non-fireproof 

p!ab  |laSs°maU  arC  CQ”iPPed  Wi,h  St'el  Sash 

Whereas,  the  building  is  equipped  with  a  4-in  stand 
pipe  system  with  2^-in.  hose^  outlets  on  all  flcS^s  Con¬ 
nected  to  a  city  main,  having  40  pounds  minimum  pressure 
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and  the  available  pressure  at  the  top  story  outlet  is  18 
pounds.  The  standpipe  line  is  cross  connected  to  the 
4-in.  sprinkler  main  in  the  basement,  and  , 

Whereas,  the  applicant  contends  that  the  building  under 
appeal  does  not  create  any  unforeseen  exposure  to  ad¬ 
joining  structures  and  is  not  endangered  sufficiently  by 
adjoining  exposures  to  require  fireproof  windows,  that  the 
apartment  house  in  the  rear  was/  erected  3t>  years  after 
the  building  in  question  and  that  the  owners  of  said 
building  should  be  the  ones  to  provide  against  existing 
conditions  when  they  built  their  windows  approximately 
21  ft.  from  the  rear  windows  of  the  building  in  question; 
that  the  church  adjoining  on  the  south  does  not  endanger 
the  building  in  question  as  it  is  not  occupied  during 
business  hours;  that  the  church  building  may,  m  the 
future,  be  replaced  by  a  modern  structure,  in  the  building 
of  which  it  is  probable  that  a  solid  party  wall  will  elimi¬ 
nate  all  the  south  windows  in  the  building  which  is  the 

subject  of  this  appeal;  and  .  ,,  ,  .  , 

Whereas,  the  applicant  proposes  to  install  a  check  vah  e 
in  the  4-in.  main  feeder  line  of  the  standpipe  so  that  the 
water  can  flow  from  the  6-in.  street  connection  through 
the  sprinkler  mains  to  the  standpipe  system,  ihe  pro¬ 
posed  check  valve  will  prevent  the  pressure  from  the 
standpipe  Siamese  on  22nd  street  from  entering  the 

sprinkler  mains;  and  ,  , 

Whereas,  the  applicant  contends  that  the  flow  test  should 
not  be  made  until  after  the  proposed  check  valve  is  m- 

St  Whereas,  the  applicant  contends  that  with  the  city 
water  pressure  from  the  6-in.  sprinkler  street  connection 
continuing  to  enter  the  standpipe  system  through  the  pro- 
posed  check  valve,  the  standpipe  system  will  continue  with 
the  same  water  supply  and  wifi  be  just  as  good  today  as 
it  was  when  it  was  originally  installed ;  and 

Whereas,  these  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board,  verbal  report  of 
which  inspection  was  made  by  the  chairman  in  behalf  of 
the  committee;  and 

Whereas,  this  report  recommended  the  granting  of  this 
appeal  under  certain  conditions. 

Resolved,  that  the  orders  of  the  commissioner  of  build¬ 
ings,  Nos.  25291-F,  25292-F,  25293-F  and  25294-F,  be  and 
they  hereby  are  modified  and  that  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  present  sprinkler 
system  in  the  building  shall  be  extended  so  as  to  give 
partial  protection  in  accordance  with  Rule  53  to  the 
ground  floor  and  main  upper  stories  of  the  building  by 
the  installation  of  sprinkler  heads,  generally  as  indicated 
on  plans  marked  “received  March  24,  1936,”  in  the  main 
stairhall  and  in  front  of  windows  opening  on  the  rear 
yard  and  upon  the  adjoining  church  property  to  the  south; 
that  the  existing  standpipe  system  may  be  discontinued 
and  requirement  for  standpipe  waived;  that  the  exist¬ 
ing  standpipe  Siamese  on  22nd  street  shall  be  used  as  a 
Siamese  for  the  sprinkler  system  in  addition  to  sprinkler 
Siamese  on  4th  avenue  and  the  existing  standpipe  _  riser 
in  the  stairhall  may  be  used  as  a  riser  in  the  sprinkler 
system  on  condition  that  there  shall  be  installed  on  the 
landings  of  the  stairhall  hose  outlet  on  each  floor,  of 
standard  pattern  except  as  to  diameter  which  shall  be 
li4-in.,  with  not  less  than  50  ft.  of  1^4-in.  hose  attached 
and  with  approved  hose  racks ;  that  the  present  standpipe 
piping  shall  be  completely  flushed  out  before  same  is  re¬ 
adapted  to  the  sprinkler  uses ;  that  the  pent  house  area 
shall  be  kept  vacant  except  for  the  house  tank  and  not 
used  for  storage  or  other  occupancy  and  that  there  shall 
be  installed  in  the  pent  house  area  such  portable  auxiliary 
fire-fighting  appliances  as  the  commissioner  may  direct; 
that  such  intercommunicating  doors  shall  be  installed  be¬ 
tween  the  offices  so  as  to  permit  ready  access  to  the 
second  means  of  exit  without  passing  through  hall  of 
primary  means  of  exit  and  that  the  secondary  means  of 
exit  consisting  of  the  exterior  fire  stair  exiting  through 
the  adjoining  property  shall  be  maintained  at  all  times 


during  working  hours  in  accordance  with  all  conditions 
of  759-17A;  that  this  modification  shall  continue  only 
so  long  as  the  building  is  continued  as  an  office  building 
for  the  Foreign  Missionaries  Society. 


43-36- A. 

APPLICANT — W.  C.  Zinck,  for  North  &  Judd  Manufac¬ 
turing  Co.,  Inc.,  lessee. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner.  ^  . 

PREMISES  AFFECTED — 255-273  Calyer  street  north¬ 
east  corner  of  Newell  street  (Block  No.  2578,  Lot 
Nos.  23  and  16),  Borough  of  Brooklyn. 

APPEARANCES—  . 

For  Applicant :  W.  C.  Zinck. 

For  Administration:  Inspector  Meyer,  hire  De¬ 
partment.  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  „  .  ,  _ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative  .  ^ 

THE  RESOLUTION— 

(43-36- A) 

Whereas,  W.  C.  Zinck,  for  North  &  Judd  Manufac¬ 
turing  Co.,  Inc.,  lessee,  filed  February  24,  1936,  an  appeal 

from  an  order  of  the  fire  commissioner,  affecting  premises 

255-273  Calyer  street,  northeast  corner  of  Newell  street 

(Block  2578,  Lot  Nos.  23  and  16),  Borough  of  Brooklyn; 

and  .  .  .  ,T 

Whereas,  the  order  of  the  fire  commissioner,  No. 

67446-LC,  dated  January  22,  1936,  reads: 

“5.  Separate  all  open  flames  (gas,  oven  and  gas 
heated  ovens)  within  a  floor  area  wherein  spray  coat¬ 
ing  is  carried  on  by  an  enclosure  of  fireproof  or 
fire-resisting  material.  Rule  4-E  of  Spray  Booth 

Rules.  •  , 

7.  Provide  vapor-proof  globes  on  electric  lights  on 
the  3rd  story  of  the  building  where  lacquers  and 
enamels  are  used.  Rule  4K. 

8.  Provide  an  exhaust  ventilation  system  in  the 
dipping  and  drying  machine  using  lacquer  on  the  3rd 
story  of  Building  B.  Said  system  to  exhaust  to  outer 
air,  switches  to  said  ventilating  system  to  be  synchron¬ 
ized  with  switches  operating  the  machine.  Rule  No.  3. 

9.  Provide  metal  covers  for  tanks  of  both  dipping 
machines,  said  tanks  containing  lacquers  and  enamels 
to  be  covered  when  not  in  use.  Sec.  10,  Chap.  10. 

10.  Provide  a  separate  exterior  storage  building  of 
fireproof  or  fire-resisting  material  with  ventilated 
plain  glass  skylight  in  a  storage  room  constructed 
fireproof  in  a  fireproof  building  or  fire-resisting  in  a 
non-fireproof  building  for  the  storage  of  spraying 
material  in  excess  of  40  gallons.  Storage  rooms  shall 
be  located  and  constructed  in  accordance  with  Rule 
6-D  of  Spray  Booth  Rules,  adopted  June  10,  1932,  by 
the  Board  of  Standards  and  Appeals. 

11.  Reduce  the  capacity  of  air  pressure  tank  not  to 
exceed  60  gallons  and  provide  safety  valve  set  at  a 
pressure  not  to  exceed  80  pounds  as  per  Rule  6-K  of 
Spray  Booth  Rules. 

20.  Provide  a  suitable  fire  extinguishing  system  on 
the  3rd  floor  of  Building  B  in  dipping  machine  used 
for  japanning  metal  articles.  Sec.  10,  Chap.  10. 

and 

Whereas,  the  buildings  were  erected  in  1925  and  1927 
in  an  unrestricted  use  district,  3  stories  (40  and  44  ft.)  in 
height,  of  ordinary  brick  construction,  equipped  with  a 
wet  sprinkler  system  throughout;  OCCUPIED  as  follows: 

BUILDING  A 

Cell — Sandrolling,  casting  stock  room,  3  persons ;  5  per¬ 
sons  proposed.  1st  story — Office,  shipping  and  tool  mak- 
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ing,  34  persons ;  50  persons  proposed.  2nd  story — Assembly 
department,  64  persons ;  80  persons  proposed.  3rd  story — 
Sheet  metal,  unfinished  stock,  packing;  25  persons;  30 
persons  proposed. 

BUILDING  B 

Cell— No  occupancy.  1st  story— Store  room,  drops;  8 
persons;  10  persons  proposed.  2nd  story— Machine,  press 
room,  17  persons;  25  persons  proposed.  3rd  story — Elec¬ 
tric-plating,  spraying,  japanning;  22  persons;  30  persons 
proposed. 

BUILDING  C 

Cell— No  occupancy.  1st  story— Bakery,  ‘packing;  40 
persons.  2nd  story — Bakery,  packing;  25  persons.  3rd 
story  Buffing,  boxmaking,  toys,  printing,  lacquer-stores, 
35  persons;  50  persons, 
and 

Whereas,  the  appellant  contends  that  there  is  a  distance 
of  41  ft.  between  the  small  gas-heated  oven  and  the 
spraying  booth  located  on  the  3rd  floor  in  Building  B,  as 
illustrated  on  plan  marked  “Layout  of  Spray  Room” ;  ’the 
large  gas-heated  oven  in  the  spray  room  is  to  be  discon¬ 
tinued,  when  this  oven  is  removed,  the  present  vapor-proof 
lamps  will  be  sufficient;  all  lights  within  14  ft.  of  the 
spraying  booths  are  equipped  with  vapor-proof  globes; 
that  it  is  unnecessary  to  provide  an  adequate  ventilating 
system  in  the  dipping  and  drying  machine  on  3rd  floor 
of  Building  B,  in  view  of  the  fact  that  the  oven  has  a 
maximum  temperature  of  160  degrees  Fahrenheit,  which 
gives  a  slow  volatilization;  that  it  is  proposed  to  install 
an  outside  vent  pipe  with  natural  draft  ventilation;  that 
an  especially  designed,  fireproof  storeroom  for  lacquers 
has  been  constructed  on  the  3rd  floor  of  Building  C,  sup¬ 
plied  with  3  sprinkler  heads  and  a  single  vapor-proof 
light,  enclosed  in  12-in.  brick  walls,  with  a  4-ft.  self- 
closing,  fireproof  door  opening  into  the  interior  of  the 
building ;  that  the  air  pressure  tank  has  a  capacity  of  300 
gallons  and  is  limited  to  80  lbs.  pressure;  that  it  is  pro¬ 
posed  to  discontinue  the  dipping  machine  used  for  the 
japanning  of  metal  articles  on  the  3rd  floor  in  Building  B 
and  in  lieu  of  compliance  with  Item  20,  appellant  proposes 
to  install  one  standard  sand  pail  for  each  100  sq.  ft.  of 
floor  area  in  addition  to  the  . existing  approved  automatic 
sprinkler  system  and  to  ventilate  the  lacquer  storeroom 
in  any  manner  which  the  board  may  direct. 

that  the  order  of  the  fire  commissioner.  No. 
67446-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  as  to  Item  5,  so  as  to  permit 
the  continuation  of  the  Gehnrick  conveyor  oven  on  con¬ 
dition that  this :  oven  shall  be  completely  removed  not  later 
than  July  1,  1936  and  that  meanwhile  no  volatile  material 
shal  be  maintained  closer  than  10  ft.  thereto ;  that  the 

Smaj-^-Stati2nary,  Gehnrick  oven  may  be  continued  on 
condition  that  the  gas  fumes  are  ventilated  directly  by 
means  of  an  approved  metal  duct  to  the  outer  air;  as  to 
V^the  order  shall  be  modified  on  condition  that 
there  shall  be  installed  over  the  dipping  and  drying  ma¬ 
chines  using  lacquer  a  ventilating  duct  carried  through 
me  root,  with  a  revolving  top  or  vane  not  less  than  8  in 
in  diameter;  that  items  7  and  9  shall  be  complied  with-' 
that  the  reauirement  as  to  Item  10  be  modified  permitting 

£i2^5to£  ^oom  located  on  the  3rd  fl°°r  of 

r  ^  ,  ..  used  as  a  storage  room  for  materials 

an  volatile  nature,  on  condition  that  the  door  to  this 
room  shall  be  a  3  in.  underwriters  labelled  fire  door,  self¬ 
closing  and  with  approved  concrete  sill  for  the  full  width 

an,d  n0t  less  than  4'in’  in  dePth  above  the 
floor  of  the  vault  and  that  there  shall  be  installed  through 

th-6  St°rage  r°om  less  than  2  ventilators 

Ventilator Z  T  n°  lejsdian  8’inL  in  dia™eter,  one  such 
i  •  *  ,be  extended  downwardly  by  means  of  gal- 

both  tb,«°n  d$?}°  WulthAn  6;in-.of  the  floor  line  and  that 
t.  I  these  ventilators  be  fitted  with  revolving  top  or  vane- 

sto  ed  Jiatl  etuSPraylng  material  in  the  building  shall  be 
tored  within  this  room  except  such  as  is  required  for 
the  work  in  process;  that  as  to  Item  11,  the  requirements 


of  Rule  6K  be  waived  on  condition  that  the  tank  for 
a.*r  sbad  not  exceed  300  gallons  capacity  and 
shall  at  no  time  have  over  80  lbs.  pressure;  that  the  re¬ 
quirements  of  Item  20  be  modified  on  condition  that  the 
existing  sprinkler  system  shall  be  maintained  in  accord- 
ance  with  the  sprinkler  rules  of  the  Board  of  Standards 
and  Appeals  and  in  satisfactory  working  order  and  that 
Spn  Pad?  °f  sand  and  portable  fire-fighting  appliances 
shall  be  installed  as  the  commissioner  may  direct;  that 
other  than  as  modified  herein,  all  other  items  of  the  fire 
commissioner’s  order  No.  67446-LC  shall  be  complied  with 
ana,  that,  other  than  as  modified  herein,  the  spray  booth 
rules  of  the  Board  of  Standards  and  Appeals  shall  be 
complied  with  as  well  as  all  other  laws,  ordinances  and 
rules  applicable  to  this  building;  that  this  modification  be 
granted  only  so  long  as  the  building  is  occupied  as  set 
iorth  in  the  plans  and  statement  of  occupancy  filed  with 
this  appeal. 

46-36- A. 

APPLICANT— General  Business  Films,  Inc.,  lessee, 
o  J  BL  i  Appeal  from  a  decision  of  the  commissioner 
ot  buildings. 

PREMISES  AFFECTED — 565  Fifth  avenue  and  9  East 
46th  street,  northeast  corner  (Block  No.  1282,  Lot 
A  JNi°-  1),  Borough  of  Manhattan  . 
APPEARANCES— 

For  Applicant:  Francis  Lawton. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

THE1  VOTE— B0ARD_ApPeal  granted  on  condition. 

Affirmative .  Chairman  Murdock,  Commission¬ 
ed3  Savage  and  Blum  and  Assistant  Chief 

Walsh .  , 

Negative . '*"'[[ .  q 

Absent  .  q 

THE  RESOLUTION— 

(46-36- A) 

M^cHhE2EAio^General  Bfiness  FiIms-  Inc”  lessee>  fiIed 

lfa  fh  \  k3mV  aPPcal  from  a  decision  of  the  commis- 
9  F 6  t  aLbm  dlnP’  af?ctlng  premises  565  Fifth  avenue, 
n  4?h  str£et’  northeast  corner  (Block  No.  1282,  Lot 
No.  1),  Borough  of  Manhattan;  and 

\t  tj6  of  the  commissioner  of  buildings 

No.  26698- F,  dated  February  5,  1936,  reads:  g  ’ 

use  o£  the  animation  camera  as 

per  Sec.  241-242,  Chap.  10,  Code  of  Ord.  REASON— 

Building  is  not  equipped  with  an  approved  system  of 
automatic  sprinkler.”  y 

and 

dlSPf  ’  ?!  buiIdin/’  erected  ^  1921  in  a  business  use 
district,  is  of  fireproof  construction,  12  stories  035  ft  'i 

FOLLOWS  ii°nt  by  180  £t  in  depth:  OCCUPIED  AS 
POLLOWS:  Ceilar,  storage,  6  persons;  1st  floor,  stores, 

30  persons,  2nd  floor  bank,  40  persons;  3rd  floor,  bank 

mclPifsiSv°pnS^  b  fl!nr’  bank’  10  Pers°ns;  5th  to  11th  floors,’ 
inclusive,  offices,  60  persons  per  story ;  12th  story,  offices 

0  persons;  occupancy  to  remain  unchanged.  Certificate 

N. eP  App2  2&J- 1920 ;  ^and'  ™  isSUed  A“SUSt  I8'  I921'  °" 

jS’  tbe-  aPPifcant  proposes  to  continue  the  use  of 
a  modified  motion  picture  camera  for  still  or  motionless 
commercial  photography  on  a  35  mm.  motion  picture  film  • 
tne  camera  will  have  a  maximum  capacity  of  400  ft  of 
lm,  contained  in  an  iron  box  or  magazine  with  an  iron- 

C°ver/  th,at  V°  additional  reserve  stock  of 
film  will  be  kept  on  hand;  that  the  camera  is  arranged  for 
taking  still  pictures;  that  the  room  in  which  the  camera  is 
ocated  is  separated  from  the  balance  of  the  floor  by  6  in 
terra  cotta  partitions  equipped  with  hardwood  doors-  the 

1S  m  a  co[ner  of  this  room,  separated  from 

the  balance  of  the  room  by  a  wood  composition  board  and 

a  wnoogJadooPrartItl0n  extendmg  to  the  ceiling,  equipped  with 
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Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  No  26698-F  be  and  it  hereby  is  modified,  and  that  the 
appeal  be  and  it  hereby  is  granted,  permitting  the  use  of 
the  modified  motion  picture  camera  for  still  or  motionless 
commercial  photography  x>n  a  35  mm  motion  picture  film 
in  Room  No.  907  in  the  building  at  565  Fifth  avenue  on 
condition  that  there  shall  be  at  no  time  more  than  400  it 
of  nitrate  35  mm.  film  kept  on  the  premises ;  that 
this  modification  is  granted  only  so  long  as  this  condition 
is  maintained  and  for  a  period  not  exceeding  two  years 
from  the  date  of  this  action. 


53-36-A. 

APPLICANT— Williamsburgh  Refrigerating  Co.,  Inc., 
lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner.  ,  .  ,, 

PREMISES  AFFECTED— 108-120  North  6th  street,  south 
side,  151  ft.  west  of  Berry  street  (Block  No.  2334, 
Lot’No.  20),  Borough  of  Brooklyn. 

APPEARANCES—  ,  ,  _  , 

For  Applicant:  Abraham  Greenberg. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment.  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  .  ,  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ^ 

THE  RESOLUTION— 

(53-36-A) 

Whereas,  Williamsburgh  Refrigerating  Co.,  Inc.,  lessee, 
filed  March  9,  1936,  an  appeal  from  an  order  of  the  hire 
Commissioner,  affecting  premises  108-120  North  6th  street, 
south  side,  151  ft.  west  of  Berry  street  (Block  No.  2334, 
Lot  Nos.  19  to  26  inclusive),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  Fire  Commissioner  No. 
67603-LC,  dated  March  2,  1936,  reads:  . 

“1.  The  direct  method  of  refrigeration  is  prohibited 
from  one  building  to  another  and  above  the  first  floor 
of  any  building.  Sec.  219-b,  Chap.  10,  Code  of  Ordi¬ 
nances.” 

and 

Whereas,  the  buildings  are  of  ordinary  brick  construc¬ 
tion,  each  2  stories  (25  ft.)  in  height,  the  2nd  story 
throughout  being  used  as  a  bunker;  OCCUPIED  on  the 
1st  story  for  sales  and  cold  storage  as  follows: 

No.  108  North  6th  street,  12  persons; 

No  110-112  North  6th  street,  18  persons; 

No.  120  North  6th  street,  8  persons; 

and  .  . 

Whereas,  it  is  proposed  to  erect  a  building  for  similar 
use  on  premises  114-118  North  6th  street,  to  be  occupied 
by  18  persons  on  the  1st  story;  the  applicants  intends  to 
run  ammonia  pipe  lines  from  a  central  plant  with  a  b  - 
Ion  compressor  in  the  basement  in  hiding  at  108  North 
6th  street,  horizontally  to  premises  110-120  North  6th 
street,  inclusive,  for  the  purpose  of  supplying,  cooling 
box  as  well  as  supplying  ammonia  for  direct  refrigeration 
to  cooling  boxes  on  the  street  level  floor  of  each  building, 
at  the  present  time  each  of  the  buildings  which  it  is  pro¬ 
posed  to  supply  have  their  own  automatic  plant  with 

capacities  as  follows :  _  ^  tt 

Premises  110  North  6th  street,  8-ton  Hartford 

C°PremiSse°sr’ll2  North  6th  street,  16-ton  Hartford 
Compressor ; 

which  supplies  No.  110  and  No.  112;  . 

Premises  120  North  6th  street,  8-ton  Hartford 

Compressor; 

a  one-story  building  is  now  in  the  process  of  erection  on 
premises  114-118  North  6th  street,  in  which  it  is  proposed 


to  install  5,000  ft.  of  2-in.  ammonia  pipe  lines;  all  of 
the  buildings  which  it  is  supposed  to  supply,  with  the  ex- 
ception  of  that  now  in  the  course  of  erection,  were  erected 
prior  to  1914;  the  proposed  system  will  be  Class  A  .  sys¬ 
tem  having  a  capacity  of  100  lbs.  of  ammonia  with  a 
high  pressure  safety  valve  set  at  250  lbs.  maximum  and 
150  lbs.  minimum  with  mercury  gauge  for  an  automatic 
stop,  set  at  210  lbs.;  and 

Whereas,  the  applicant  contends  that  there  is  no  hazard 
involved;  that  the  buildings  are  but  one  story  in  height, 
although  officially  listed  as  two  stories,  for  the  reason  that 
the  bunkers  containing  the  refrigeration  coils  are  above 
open  beams,  having  no  flooring  across  the  beams ;  that  the 
upper  floor  is  not  a  floor  in  the  sense  that  it  can  be  used 
for  any  purpose  other  than  bunkers ;  the  building  is  open 
on  the  rear,  where  it  fronts  on  the  railroad  tracks  of  the 
Long  Island  Railroad  Company;  that  the  neighborhood 
is  not  residential  in  character;  there  is  no  danger  to  per¬ 
sons  or  property  in  the  existing  arrangement  for  the  reason 
that  it  will  be  under  the  supervision  of  a  competent  li¬ 
censed  engineer  24  hours  of  the  day,  where  at  present  the 
existing  plants  are  automatic;  that  the  pipe  lines  will  not 
carry  through  the  street,  they  will  run  through  the  four 
buildings  to  be  served ;  none  of  the  piping  leading  through 
the  buildings  or  through  the  cooling  systems  will  be  dis¬ 
turbed  or  changed ;  no  structural  changes  are  contemplated , 
that  the  only  other  system  permissible  would  be  a  brine 
svstem ;  that  to  convert  this  system  to  a  brine  system  would 
cost  approximately  $34,000,  whereas  to  make  the  ne£e^si”T 
changes  as'  proposed  would  cost  approximately.  $16,UUU. 
It  would  be  necessary  to  discontinue  the  .refrigeration  com¬ 
pletely  in  the  buildings  now  in  use  during  the  alterations 
in  the  piping  to  carry  brine. 

Resolved,  that  the  order  of.  the  Fire  Commissioner, 
No  67603-LC,  be  and  it  hereby  is  modified,  and  that  the 
appeal  be  and  it  hereby  is  granted  waiving  the  require¬ 
ments  of  Section  219  (b)  of  Chapter  10  of  the  Code  of 
Ordinances,  only  so  far  as  such  section  prohibits  the 
direct  method  of  refrigeration  extending  from  one  build¬ 
ing  to  another  and  to  permit  the  refrigerating  system  to 
be  installed  in  the  basement  of  108  North  6th  street  and 
to  be  extended  through  the  buildings  known  as  Nos.  110, 
112  114  to  118  and  to  120  on  condition  that  this  system 
shall  comply  in  all  respects  with  all  laws  and  regulations 
applicable  thereto  and  that  the  system  shall  be  under  the 
supervision  for  24  hours  of  the  day  of  competent  licensed 
engineers  having  access  to  all  parts  of  the  buildings  in 
which  this  refrigerating  svstem  is  installed;  that  the  sec¬ 
ond  story  of  these  buildings  shall  be  used .  solely  for 
bunkers  and  no  other  occupancy;  that  the  existing  auto¬ 
matic  refrigerating  units  for  these  buildings  shall  be  dis¬ 
mantled  and  kept  out  of  operation,  upon  the  installation 
of  the  system  herein  permitted  and  granted  only  so  long 
as  the  buildings  are  not  increased  m  height  and  are  occu¬ 
pied  as  set  forth  in  the  statement  filed  with  this  appeal. 


474-28-A.  „  ,  „  ,  _ 

APPLICANT — David  Kaufman,  for  Velbard  Realty  Lo., 
Tnc.  lessee. 

SUBTECT— Application  for  reopening — amendment  re 
Appeal  from  an  order  of  the  commissioner  ol 
buildings. 

PREMISES  AFFECTED— 533-545  Fulton  street  north- 
west  corner  of  Gold  street  (Block  No.  2077,  Lot 
No.  53),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  David  Kaufman. 

ACTION  OF  BOARD— Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  J 

Negative  .  „ 

Absent  . 
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THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . .*  o 

Absent  .  0 

THE  RESOLUTION— 

(474-28-A) 

Whereas,  this  appeal  affecting  premises  533-545  Fulton 
street,  northwest  corner  of  Gold  street  (Block  No.  2077, 
Lot  No.  53),  Borough  of  Brooklyn,  was  granted  by  the 
board  April  30,  1929,  on  certain  conditions,  and  applicant 
requested  an  amendment  of  the  resolution;  and 

Whereas,  the  resolution  of  April  30,  1929,  reads  : 

Resolved,  that  the  order  of  the  fire  commissioner 
be  and  it  hereby  is  modified  and  that  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  the  building 
shall  not  be  increased  in  height  or  area,  that  the  prem¬ 
ises  shall  be  equipped  throughout  with  an  approved 
sprinkler  system  with  central  office  connection ;  that 
there  shall  be  no  manufacturing  conducted  in  any  part 
of  the  premises,  and  that  a  forty  gallon  portable  fire 
extinguisher  shall  be  installed  on  each  floor.” 

and 

Whereas,  the  applicant  wishes  to  remove  a  wall  on  the 
third  story. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  the  resolution  adopted  by  the  board  on  Anril 
30,  1929,  by  adding  thereto  the  following : 

That  in  the  event  that  Jhe  school  occupancy  on  the 
third  story  is  abandoned  that  the  brick  walls  separating 
the  area  so  occupied  from  the  balance  of  the  third 
floor  may  be  removed  and  such  portion  as  was  occu¬ 
pied  by  the  school  may  be  occupied  as  a  part  of  the 
department  store,  on  condition  that  the  sprinkler  sys¬ 
tem  be  extended  therein  and  that  the  resolution 
adopted  by  the  board  on  April  30,  1929,  shall  in  all 
other  respects  be  complied  with.” 


56-33-A. 

APPLICANT— Sidney  L.  Strauss,  for  Nathan  Manufac¬ 
turing  Co.,  owner. 

SUBJECT  Application  for  reopening — amendment — re 
Appeal  from  and  order  and  decision  of  the  fire 
commissioner. 

PREMISES  AFFECTED — 117-423  East  105th  street  and 
404-418  East  106th  street  (Block  No.  1699  Lot 
Nos.  5  to  11  inclusive  and  Lot  No.  39),  Borough 
of  Manhattan. 

APPEARANCES— 

*™.T~.For  Applicant :  Sidney  L.  Strauss. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative .  Chairman  Murdock,  Commission¬ 
er?  Savage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative . .  .**.'[”  ‘  j  ‘  . .  q 

Absent  . ’  .  n 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative .  Chairman  Murdock,  Commission- 
Savage  and  Blum  and  Assistant  Chief 
Walsh  . .  ^ 

Negative . '.*!!.*!!!!! .  0 

Absent  . 0 

THE  RESOLUTION— 

(56-33-A) 

mc*uHEREAS’  th,is  aPPeaI  affecting  premises  417-423  East 

LnthMtreehandi°f'418  EaSt  106th  Street  <Block  No.  W 

ED*?5:  39an4  5  ‘°  ID.  Borough  of  Manhattan,  was 

granted  by  the  board  October  31,  1933,  on  certain  condi- 

remfp;tceSO  rU  amende/  January  30,  1934,  and  appellant 

requests  a  further  amendment. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  January  30,  1934,  only  so 
far  as  it  has  reference  to  the  occupants  of  the  building, 
so  that  as  amended  this  portion  of  the  resolution  shall 
read : 

“That  this  modification  shall  continue  only  so  long 
as  the  occupants  of  all  parts  of  the  building  above  the 
ground  floor  do  not  exceed  250  persons,  etc.” ;  that 
other  than  as  modified  herein  the  resolution  adopted 
by  the  board  on  January  30,  1934,  shall  be  complied 
with  in  all  respects. 


VARIATION  OF  LABOR  LAW 

47-36-S. 

APPLICANT  Charles  P.  Cannella,  for  Providenza 

Scahsi,  owner. 

SUBJECT  Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 

PREMISES  AFFECTED — 168  Wilson  avenue,  south  side 
50  ft.  east  of  Hart  street  (Block  No.  32^4,  Lot  No. 
31),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  P.  Cannella. 

For  Administration:  Chief  Supervisor  Isaac 

Hirschall,  Department  of  Health. 

BOARD— Application  granted  on  condition. 
I  HE  VOTE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 

Negative . . . !!!!!!!!...  0 

Absent  .  q 

THE  RESOLUTION— 

(47-36-S) 

Whereas,  Charles  P.  Cannella,  for  Providenza  Scalisi, 
owner,  filed  March  2,  1936,  an  application  for  a  variation 
irom  the  requirements  of  the  labor  law  as  cited  in  deci- 
sions  of  the  health  commissioner,  affecting  premises  168 
j;lls?i?^venue>  south  side,  50  ft.  east  of  Hart  street  (Block 
Ro.  3-34,  Lot  No.  31),  Borough  of  Brooklyn;  and 
W  hereas,  the  decision  of  the  health  commissioner  dated 
January  14,  1936,  reads: 

“At  a  meeting  of  the  Board  of  Health  of  the  Depart- 
ment  of  Health  of  the  City  of  New  York,  held  January 
14P  ,,  6’  £OUr  aPPhcati°n  for  a  Sanitary  Certificate  for 
a  Cellar  Bakery  at  168  Wilson  avenue,  in  the  Borough 
of  Brooklyn,  was  denied.” 

and  j£e  decision  of  the  health  commissioner,  dated  Febru¬ 
ary  28,  1936,  reads : 

In  reply  to  your  inquiry,  kindly  be  informed  that 
the  reason  for  the  denial  of  your  application  for  a 
permit  to  conduct  a  bakery  at  168  Wilson  avenue, 
Borough  of  Brooklyn,  was  that  Section  338,  Sub.  2, 
of  Art.  12  of  the  Labor  Law,  which  provides  that  a 
certificate  of  exemption  for  a  cellar  bakery  is  required 
was  not  complied  with.” 

and 

Whereas,  the  building,  erected  in  1900,  is  of  frame  con¬ 
struction,  3  stories  (35  ft.)  in  height,  by  25  ft.  front  by 
do  tt.  in  depth,  located  in  a  business  use  district  OCCU¬ 
PIED  AS  FOLLOWS :  Cellar-macaroni  drying  room,  1 
person;  1st  floor— macaroni  manufacturing,  3  persons;  2nd 
floor  2  families;  3rd  floor — 2  families;  and 

vWSAS;n5e  appellant  claims  that  Sanitary  Certificate 
■No.  19547-1922  was  issued  on  this  building  and  that  the 
manufacture  of  macaroni  in  the  cellar  of  this  building  has 
existed  continuously  since  1900 ;  that  the  cellar  drying  room 
is  well  lighted  with  front  and  rear  windows  and  provided 
with  front  and  rear  exit  stairs ;  that  one  window  at  front 
wa  ,ading  to  areaway  is  6  sq.  ft.  and  one  window  at  rear 
wall  leading  to  areaway  is.  28  sq.  ft,  making  a  total  of  34 
sq.  ft.  of  light  and  air;  that  the  partition  in  cellar  dividing 
the  macaroni  drying  room  from  the  portion  occupied  by 
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familv  storage  bins  is  constructed  of  8-in.  brick ,  that  the 
entire  cellar  ceiling  is  covered  with  j4-in.  plaster  boards 
and  two  coats  of  plaster;  that  not  more  than  2o  per  cent 
of  the  area  of  building  is  occupied  for  manufacturing 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  labor 
law,  and  that  the  application  be  and  it  hereby  is  granted, 
modifying  the  decisions  of  the  Health  Department  and  in¬ 
structing  that  a  Certificate  of  Exemption  shall  be  issued 
to  permit  the  continuance  of  this  cellar  bakery  on  condition 
that  it  comply  with  all  requirements  of  the  labor  law  as 
to  cellar  bakeries  existing  prior  to  1913. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
49-36-SA. 

APPLICANT— Earl  W.  Browning,  for  Quiet  Heet  Oil 
Burner  Co.,  Inc.,  owner. 

SUBJECT— Quiet  Heet  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  placed,  on  Reserve 
Calendar  and  referred  to  the  engineer  of  the  board 
for  test  and  report. 


88-34-SA. 

APPLICANT— L.  S.  Knight,  agent  for  The  Micro  Cor¬ 
poration,  owners. 

SUBJECT— Application  for  reopening — consideration— re 
Bettendorf  Automatic  Oil  Burner,  Models  D,  F 
and  G. 

APPEARANCES— 

For  Applicant:  Patrick  F.  Tierney. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(88-34-SA) 

Whereas,  L.  S.  Knight,  agent  for  The  Micro  Corpora¬ 
tion,  owner,  filed  April  3,  1934,  a  petition  with  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  Bettendorf  Automatic  Oil  Burner,  Models  D,  F,  and 
G;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and  of 
the  representatives  of  the  Bureau  of  Combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  Bureau  of  Combustibles,  was  substantially  as  follows : 

These  three  models  are  of  the  pressure  atomizing 
type  of  burner,  and  the  difference  in  construction  will 
be  noted  below. 

Model  D — The  assembled  burner  consists  of  the  fol¬ 
lowing  parts:  Tuthill  Pump;  Wagner  1/6  H.P.  motor; 
Sirocco  type  fan ;  Monarch  regulating  valve ;  Monarch 
Nozzle  and  Webster  transformer. 

Model  F — This  model  differs  only  from  the  Model 
D  in  the  fact  that  it  uses  a  Wagner  %  H.P.  motor. 

Model  G — This  burner  consists  of  the  following 


parts :  Webster  fuel  unit  consisting  of  pump,  strainer 
and  regulating  valve ;  J/&  H.P.  Wagner  motor ;  Sirocco 
type  fan  and  Monarch  nozzle. 

Ignition — All  three  models  have  electric  ignition  and 
Webster  transformer,  110  to  10,000  volts  being  used. 
The  electrodes  are  of  nitralloy  and  the  leads  from  the 
transformer  to  the  electrodes  are  heavily  insulated  and 
protected  from  the  jet  line  by  means  of  bakelite  sleeve 
which  fits  over  the  jet  line. 

Controls— The  Models  D  and  F.  Protecto-relay  R- 
117-3.  Pressuretrol  404-2.  These  models  also  come 
equipped  with  a  Minneapolis  Honeywell  Protectostat 
R-125  in  place  of  the  Protecto-relay. 

Model  G — Minneapolis  Honeywell  lock  switch  416-2 
and  Pressuretrol  404-2. 

The  Model  D  was  tested  with  a  cold  combustion 
chamber  and  the  oil  supply  shut  off,  the  burner  was 
operated  and  the  control  on  two  successive  tests  shut 
the  burner  down  in  91  and  93  seconds  respectively.  The 
oil  supply  was  then  turned  on  and  the  operation  of  the 
burner  under  normal  conditions  was  observed  for  ap¬ 
proximately  30  minutes.  During  the  period  of  tests 
there  were  no  flares  or  puff  backs  due  to  faulty  or 
delayed  ignition.  The  examination  of  the  combustion 
chamber  showed  same  to  be  free  from  carbon  deposits 
and  the  flame  of  the  burner  was  clear  and  free  of  soot. 

As  a  result  of  above  inspections  and  tests,  it  is 
recommended  that  these  three  models  of  the  Betten¬ 
dorf  Burner  be  approved  for  domestic,  industrial  and 
commercial  use  when  installed  in  accordance  with  the 
provisions  of  the  oil  burner  rules  adopted  by  the  Board 
of  Standards  and  Appeals  on  June  15,  1934,  for  fuel 
oil  not  heavier  than  No.  4;  and 

Whereas,  this  device  was  approved  by  the  board  April 
2,  1935,  on  certain  conditions,  and  owner,  through  its 
agents,  requested  the  marketing  of  this  burner  under  the 
name  “Airtemp.” 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Bettendorf  Automatic 
Oil  Burner  Models  D,  F  and  G,  for  domestic,  commercial 
and  industrial  installations,  when  installed  in  accordance 
with  the  oil  burner  rules  of  the  Board  of  Standards  and 
Appeals,  for  use  with  fuel  oil  not  heavier  than  No.  4  and 
that  there  shall  be  permanently  attached  to  each  burner 
installed  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  88-34-SA. 

Resolved  further,  “That  these  burners  may  also  be 
marketed  within  New  York  City  under  the  name  of  ‘Air- 
temp  Oil  Burner  Models  D,  F  and  G’  ”  on  condition  that  a 
similar  label  shall  be  permanently  attached  to  each  burner. 


263-35-SA. 

APPLICANT — Jno.  C.  Fullerton,  Inc.,  agent  for  Hoffman 
Gas  &  Electric  Heater  Co.,  owner. 

SUBJECT — Ker-Oil  Automatic  Water  Heater,  approval 
of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  the  committee  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(263-35-SA) 

Whereas,  Jno.  C.  Fullerton,  Inc.,  agent  for  Hoffman 
Gas  and  Electric  Heater  Co.,  owner,  filed  September  26, 
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935,  an  application  with  the  Board  of  Standards  and  Ap- 
>eals,  for  approval  of  the  device  known  as  the  Ker-Oil 
Automatic  Water  Heater;  and 

Whereas,  the  devise  was  submitted  to  a  committee  of 
he  board  for  test  and  report;  and 

Whereas,  the  report  of  the  committee  of  the  board  was 
ubstantially  as  follows : 

This  heater  has  been  approved  by  the  Underwriters 
Laboratories,  Guide  No.  300-10.4  Laboratory  File  M.P. 
899.  This  is  a  national  draft  oil  burner  designed  for 
use  as  a  water  heater  and  is  manufactured  by  the  Hoff¬ 
man  Gas  &  Electric  Heater  Company,  of  Louisville, 
Kentucky. 

The  device  consists  of  a  bowl  with  integral  per¬ 
forated  ring,  to  which  oil  is  delivered  by  gravity,  the 
flow  of  oil  being  controlled  by  a  Detroit  Lubricator 
constant  level  device,  CRC  284  W  Type  H,  MP  24. 
There  is  a  thermostat  attached  to  water  tank  which 
operates  on  the  principle  of  an  expanding  bellows 
which  shuts  off  the  oil.  The  air  supply  is  controlled 
by  a  shutter  arrangement  operated  manually. 

Operating  test  made  disclosed  no  puff  back  while  oil 
was  shut  off  and  turned  on  and  when  burner  was 
lighted.  Lighting  of  burner  is  done  manually. 

It  is  recommended  that  this  device  be  approved  for 
domestic  installations  with  fuel  oil  not  heavier  than 
No.  1. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
ereby  approve  the  device  known  as  the  Ker-Oil  Auto- 
latic  Water  Heater,  for  use  in  domestic  installations,  with 
uel  oil  not  heavier  than  No.  1,  when  installed  in  accord- 
nce  with  the  Oil  Burner  Rules  of  the  Board  of  Standards 
nd  Appeals  on  condition  that  this  oil  burning  device  shall 
ear  a  label  permanently  attached  thereto  reading  as  fol- 
>ws : 

NOTICE 
Approved  bv  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  263-35-SA. 


24-34-SA. 

PPLICANT — James  E.  Sayeg,  for  Progressive  Machin¬ 
ery  Co.,  owner. 

UBJECT — Progressive  Press  Machine  Oil  Burner, 
Models  PMB  and  PMBS,  approval  of. 

PPEAR AN  CES — 

For  Applicant :  None. 

.CTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  the  committee  of  the  board. 

HE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  .  0 

Absent  .  0 

HE  RESOLUTION— 


(224-34-SA) 

|  Whereas,  James  E.  Sayeg  for  the  Progressive  Machin- 
■y  Company,  owner,  filed  August  1,  1934,  an  application 
ith  the  Board  of  Standards  and  Appeals  for  approval  of 
teir  device  known  as  the  Progressive  Press  Machine  Oil 
urner,  models  PMB  and  PMBS;  and 

|  Whereas,  this  device  was  submitted  to  a  committee  of 
te  board  for  test  and  report;  and 

'  Whereas,  the  report  of  the  committee  of  the  board 
as  substantially  as  follows : 

This  burner  is  designed  for  use  with  pressing  mach¬ 
ines  and  was  installed  in  an  ordinary  type  pressing 
machine  boiler.  Present  at  the  test  was  Mr.  Tames 
E.  Sayeg,  representing  the  manufacturers  of  the 
burner. 

The  burner  is  of  the  mechanical  draft  gravity  feed 
pot  type  and  consists  of  the  following  parts :  Cast  iron 


vaporizing  bowl;  an  air  tube;  Emerson  1/100  H.P. 
motor,  and  a  blower  manufactured  by  the  Progressive 
Pressing  Machine  Company. 

Ignition:  Manual. 

Safety  Controls :  Thermo  Safety  Float  Valve,  Mod¬ 
el  CRC  234  Type  H,  manufactured  by  the  Genuine 
Detroit  Lubricator  Company.  This  float  valve  is 
equipped  with  a  pressure  limiting  element,  which  when 
the  pressure  reaches  a  pre-determined  point,  decreases 
the  intensity  of  the  flame  by  reducing  the  amount  of 
oil  supply  to  the  burner.  When  a  certain  minimum 
pressure  is  reached,  this  valve  opens  and  allows  the 
burner  to  operate  on  a  high  flame,  until  the  maximum 
pressure  is  again  reached. 

The  burner  was  put  into  operation  and  at  a  pressure 
of  65  pounds,  the  safety  controls  reduced  the  inten¬ 
sity  of  the  flame.  When  the  pressure  had  dropped  to 
45  pounds,  the  safety  control  opened  again  allowing 
an  increased  supply  of  oil  to  the  burner.  The  constant 
level  and  safety  float  devise  was  tested  and  it  was 
found  that  same  functioned  as  designed. 

As  a  result  of  our  inspection  and  test  of  this 
burner,  it  is  recommended  that  this  burner  be  approved 
for  commercial  use  in  tailor  shops  with  oil  not  heav¬ 
ier  than  No.  2,  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  and  that  before  such  approval  becomes  final,  a 
copy  of  the  following  specifications  be  filed  with  said 
Board.  It  is  suggested  that  certain  recommendations 
be  incorporated  in  the  instruction  card  which  must  be 
placed  near  the  burner  in  each  installation. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Progressive  Press 
Machine  Oil  Burner,  Models  PMB  and  PMBS  for  use  in 
commercial  installations  in  tailor  shops  when  used  with 
fuel  oil  not  heavier  than  No.  2  and  when  installed  in  ac¬ 
cordance  with  the  oil  burner  rules  and  with  the  follow¬ 
ing  additional  requirements : 

1.  When  exposed  oil  piping  is  more  than  8  inches  in 
length,  same  shall  be  enclosed  in  iron  or  steel  pip¬ 
ing  or  BX  cable.  Such  piping  shall  be  securely  fas¬ 
tened  to  the  floor  or  walls  with  non-combustible 
fastenings  as  per  Rule  7,  1A  and  IB. 

2.  That  the  stand  supporting  the  burner  in  the  fire 
box  of  the  boiler  shall  be  securely  bolted  to  the 
bottom  thereof. 

3.  The  oil  supply  container  to  be  mounted  on  a  com¬ 
mon  base  shall  be  firmly  anchored  to  the  floor  and 
at  a  distance  of  at  least  60  inches  from  the  boiler 
in  which  the  device  is  installed. 

4.  Floor  beneath  oil  burner  device  shall  be  protected 
by  a  shield  of  at  least  y2  in.  asbestos  or  other 
equivalent  materail  this  shield  to  extend  at  least 
12  inches  beyond  the  outline  of  the  boiler  in  which 
the  device  is  installed. 

5.  The  device  shall  bear  a  label  permanently  affixed 
thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City. 

Under  Cal.  No.  224-34-SA 

6.  That  the  tank  shall  be  set  rigidly  in  a  cup-shaped 
base  receptacle  of  sufficient  capacity  to  contain  1/3 
the  contents  of  the  tank  in  case  of  leakage. 

7.  That  the  device  shall  be  connected  by  a  suitable 
flue  pipe  to  a  legal  chimney  or  to  the  outer  air,  this 
flue  to  be  provided  with  a  suitable  stack  check  to 
nullify  down  draft. 

8.  That  the  boiler  from  the  top  thereof  to  the  floor 
line  shall  be  protected  with  a  jacket  1-in.  in  thick¬ 
ness  of  either  air-cell  asbestos  or  85  per  cent,  mag¬ 
nesia,  except  that  an  operating  opening  may  be  left 
open  at  the  base  not  exceeding  50  sq.  in.  in  area, 
said  jacket  to  be  secured  by  wire  to  the  boiler  and 
completely  covered  with  sheet  metal  or  with  hard 
cement  surface ;  and  that  other  than  as  herein 
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amended  the  resolution  adopted  by  the  board  on 
November  7,  1934,  shall  be  complied  with  in  all 
respects. 

9.  The  storage  of  oil  shall  be  limited  to  not  more 
than  two  five-gallon  safety  cans  in  reserve  unless 
the  installation  is  made  in  complete  conformity 
with  the  oil  burner  rules. 

10.  The  board  reserves  the  right  to  add  additional  re¬ 
quirements  if  and  when  such  additional  require¬ 


ments  are  deemed  necessary.. 

11.  Notification  of  each  installation  shall  be  made  to 
the  Fire  Department  and  the  applicant  must  agree 
to  accept  the  responsibility  for  his  agents. 


Adjourned,  5  :30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience"  in  notifying  property  owners,  thev  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 

A.B.C.  Range  Burner  Assemblies,  Models 
AS -4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Fleater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

B_2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35-SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 . .  157-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  . . .  40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

RH-9  .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  . 172-35-SA 

Florence  Range  Burners .  219-34-SA 

Fox  Range  Oil  Burner .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  ... .  .  323-34-SA 

Hupp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

Kolrid  Range  Burner  .  48-34-SA 

Kres-Kno  Range  Oil  Burner,  Model  MD. 

Sizes  KR,  IvRF,  KRF-1  and  1R .  355-34-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

Loyalty  Range  Burner  .  302-34-SA 


Name  of  Burner  Calendar  No. 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 

MAY.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  .  367-34-SA 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B  . . . . .  364-34-SA 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  .  180-35-SA 

Majestic  Space  Heater,  Models  247T  and  248.  181-35-SA 

Majestic  Water  Heater,  Models  255 A  and  255B  182-35-SA 
Moderne  Range  Oil  Burner,  Models  Regular, 

Junior  and  Firenew  .  357-34-SA 

National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Putnam  Range  Oil  Burner  .  54-35-SA 

Quaker  Burnoil  Stove  .  11-31-SA 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35  .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-S* 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  . 165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  491-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  . ; .  310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater.  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 

iSS"  srAi1 h°rAa$  Xonly  when  adioi"ing 

ards  and  Appeals  by  Chapter  503  of  the  Laws  of  1 1  +•  , 

1916;  Amended  by  the  Board  of  Standards  of  £  n.9tlCef  m^st  be  given  to  the  Commissioner 

and  Appeals,  July  5,  1917;  December  27,  at  plumJe.r  whei|1  a?y  ™ork  ls  begun,  and 

1918;  March  8,  1921;  October  21,  1921;  at  SUCh  “meS  aS  the  work  ls  ready  for  inspection. 

July  17,  1923;  January  8,  1924;  May  n  c  ...  c  ~r 

5,  1931,  and  November  12,  1931.  Definition  of  Terms. 

Filings  of  Drawings,  Descriptions  Etc  THe  l**™  “privat?  sewer”  is  applied  to  main  sewers 

’  '  ^ua^T^re  nck  constructed  by  and  under  the  supervision  of 

.1-  Drawings  and  triplicate  descriptions,  on  forms  fur-  the  Department  of  Public  Works, 
nislied  by  the  Department  of  Buildings  for  all  Plumbing  ,  13-  The  term  “house  sewer”  is  applied  to  that  part  of 

and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the  the  main  drain  or  sewer  extending  from  a  point  two  feet 

owner  or  architect  in  the  said  Department.  The  plans  must  outside  of  the  outer  front  wall  of  the  building  vault  or 

be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth  area  to  lts  connection  with  public  sewer,  private’  sewer  or 

prints  of  such  scale  drawings,  and  shall  consist  of  such  cesspool. 

floor  plans  and  sections  as  may  be  necessary  to  show  clearly  14.  The  term  “house  drain”  is  aoolied  to  that  na,-t  of 

ihe  said  plumbing  and  drainage  shall  not  be  com-  necting  with  the  house  sewer, 

menced  or  proceeded  with  until  said  drawings  and  descrio-  15  mu-  tor™  «_  -i  ,•  „  •  ..  ,  .... 

tions  shall  have  been  so  filed  and  approved  bv  the  Com-  ofnlrWut  ^  !?  !  if  1S  appbed  to  anY  vertical  line 

missioner  of  Buildings  ^  pipe,  baving  outlets  above  the  floor  of  first  story  for 

o  w  .  '  .  water  closet  connections. 

scriptions  will  be  permitted  ^nks^efther^mSed  "draw-  f16'-  T  p6  t?rm  <<waste  line”  is  applied  to  any  vertical  line 

mgs  and  triplicate  descriptions,  or  an  amendment  to  the  othe^than^water0" 116  ^  fl°°r  £°r  bxtUreS 
original  drawings  and  descriptions,  covering  the  proposed  th  ter  closet 

change  or  changes  are  so  filed  and  approved  by  the  Com-  17-  The  term  “vent  Pipe”  is  applied  to  any  special  pipe 
missioner  of  Buildings.  provided  to  ventilate  the  system  of  piping  and  to  prevent 

4.  The  drainage  and  plumbing  of  all  buildings,  both  trap  sipbonage  and  back  pressure, 
public  and  private,  shall  be  executed  in  accordance  with  the 

rules  and  regulations  of  the  Department  of  Buildings.  Materials  and  Workmanship. 

beSn,adePwhhMtafiHrnag  ' Triwinl^rnd "descriSffn "IS  „  f  ,  AU  TT*’3  TSt  be  °,f  the  beSt  ql,ali,y-  £ree  hom 
Department  of  TZ&Sl  tofiplik  ^  eX“U'ed  “  *  Ulonra«h- 

shall  not  be  construed  to  include  cases  where  new  vertical  in  A„  . 

hues  or  horizontal  branches  of  soil,  waste,  vent  or  leader  A  .  cast-iron  pipes  and  fittings  must  be  uncoated, 

pipes  are  proposed  to  be  used.  ’  sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 

6.  Notice  of  such  repairs  or  alterations  shall  be  given  and  °ther  defects>  and  of  uniform  thickness, 
to  the  said  bureau  before  the  same  are  commenced  in  such  20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
cases  as  shall  be  prescribed  by  the  rules  and  regulations  following  average  weights  per  linear  foot: 
ax  the  said  bureau,  and  the  work  shall  be  done  in  accord-  - 

nice  with  the  said  rules  and  regulations.  Weights  per  Linear  Foot 

p-rr  Vyiere  repairs  or  alterations,  ordered  by  the  Board  Diameters  Standard  Extra  Heavy 

at  Health  or  Tenement  House  Department  for  sanitary  - - — - 1 

reasons,  include  cases  where  new  vertical  and  horizontal  2  !nches .  3  3/5  Sy2  pounds 

mes  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be  3  inches .  5  1/5  9*4  pounds 

ised  or  old  ones  repHced,  dewing5  and  descriptions  must  4  inches .  7  13  pounds 

ie  hied  with  and  approved  by  the  Commissioner  of  Build-  5  inches .  9  17  pounds 

ngs  be  tore  the  same  shall  be  commenced  or  proceeded  with.  d  inches . 11  20  pounds 

8.  Repairs  and  alterations  may  comply  in  all  respects  7  inches . 14  27  pounds 

vith  the  weight,  quality,  arrangement  and  venting  of  the  8  !ncbes . 17  33]/2  pounds 

est  of  the  work  in  the  building.  Except  when  an  existing  inches . 23  45  pounds 

>oil,  waste  or  vent  line  has  been  damaged  by  fire  or  other  12  inches . 33  54  pounds 

:auses  to  the  extent  of  50  per  cent  or  more  of  its  entire  -  ■  - 

Same.-!£Ufu  be  feplaced  by  ,ne™  bnes  installed  in  Standard  pipe  may  be  used  above  ground  in  residence 
ines  °  nCG  Wlth  the  rU  CS  and  re£uiatl0ns  governing  new  buildings  not  exceeding  two  stories  and  basement  in  height. 

Q  '  M  ,  ,  .  ...  In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

>e  commenced  untiMhe  ffiumher^hn^  fV*  ^he +u°f  2k  The  size>  weigbt  and  maker’s  name  must  be  cast  on 

,  coxnxnencea  until  the  plumber  who  is  to  do  the  work  each  leneth  of  nine 

hall  sign  the  specifications  and  make  affidavit  that  he  is  2  A  ot  pipe. 

luly  authorized  to  proceed  with  the  work.  Affidavit  must  A1*  l°ints  nxust  be  made  with  picked  oakum  and 

:ive  the  name  and  address  of  owner  and  plumber  etc.  moke9  lea-d  and  be  made  gas  tight.  Twelve  ounces  of  fine, 

'io  registered  plumber  shall  sign  the  specifications  and  act  scdt  *ead  must  be  -used  at  eacb  j°int  for  each  inch  in 

,s  the  agent  for  a  plumber  who  has  not  obtained  a  cer-  tbe,  diameter  °f  tke  pipe  when  extra  heavy  pipe  is  used, 

ihcate  of  competency  from  the  Examining  Board  of  and  nme  ounces  when  standard  pipe  is  installed. 

’lumbers  as  an  Employing  or  Master  Plumber.  A  viola-  23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
ion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the  quality  to  “standard”  and  must  be  properly  tested  by  the 
-commissioner  9^  Buildings  for  the  cancellation  of  a  Cer-  manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 

mcate  ^of  Registration,  in  accordance  with  Chapter  803,  or  uncoated  pipe  will  be  permitted. 

in  t  -a  l-  ...  ,  ,  ,  24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 

u  e  set  of  specifications  •wall  be  received  for  not  and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  tit- 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot: 


Diameters 


Weights  per 
Thicknesses  Linear  F oot 


\y2  inches . 

2  inches . 

2*4  inches . 

3  inches . 

3 1/2  inches . 

4  inches . 

At  A  inrlip^  . 

. 14  inches 

. 15  inches 

. 20  inches 

. 21  inches 

. 22  inches 

. 23  inches 

. 24  inches 

^  inrViP^ . 

. 25  inches 

. 28  inches 

7  inches . 

R  inrlip^ . 

. 30  inches 

. 32  inches 

9  inches . 

10  inches . 

11  inches . 

12  inches . 

. 34  inches 

. 36  inches 

. 37  inches 

. 37  inches 

2.68  pounds 
3.61  pounds 
5.74  pounds 
7.54  pounds 
9.00  pounds 
10.66  pounds 
12.34  pounds 
14.50  pounds 
18.76  pounds 
23.27  pounds 
28.18  pounds 
33.70  pounds 
40.06  pounds 
45.02  pounds 
48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Diameters 


Weights  per 
Thicknesses  Linear  Foot 


\y2 

inches . 

. 14  inches 

2 

inches . 

.15  inches 

2 1/4 

inches . 

. 20  inches 

3' 

inches . 

. 21  inches 

3*4 

inches . 

. 22  inches 

4 

inches . 

. 23  inches 

4}4 

inches . 

. 24  inches 

5 

inches . 

. 25  inches 

6 

inches . 

. 28  inches 

2.84  pounds 
3.82  pounds 
6.08  pounds 
7.92  pounds 
9.54  pounds 
11.29  pounds 
13.08  popnds 
15.37  pounds 
19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less  > 
than  the  following  weights: 


Diameters 


Weights 


\y2 

2 

2/4 

3 

4 


inches .  0  pound 

inches .  9  P0Uj 

inches .  1  Pounc* 

inches .  \  pounds 

inches .  2  pounds 


8  ounces 
14  ounces 
6  ounces 
0  ounces 
8  ounces 


35  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 


36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  _  i  lie 
engaging  part  must  have  not  less  than  six  threads  of  lion- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 

r ^ $ r\r-  Inrcrpr  trains. 


37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  root 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


ll/2  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  ot 
“wiped”  solder  joint. 

39  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Diameters 

Weights  per 
Linear  Fool 

iy  inch  (for  flush  pipes  only) . 

....  2^4  poumh 

....  3  pound.1 

.  4  pound? 

6  pound? 

4  and  4^4  inches . 

.  8  pound? 

40  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pip< 
branches.  Sheet  lead  for  roof  flashings  must  be  six-poum 
lead,  and  must  extend  not  less  than  six  inches  from  tin 
pipe'  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  100 
connections,  must  be  seamless  drawn  tubing,  not  less  that 
22  gauge,  and  when  used  for  roof  flashings  must  be  no 
less  than  18  gauge. 


Diameters  Weights 


2  inches  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches . .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independentl; 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex 
cept  where  a  building  is  located  on  the  rear  of  the  same  lo 
with  another  building,  when  its  plumbing  and  drainage  sys 
tern  may  be  connected  to  the  house-drain  of  the  front  buna 
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mg  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  <  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

.49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  _  The  arrangement  of  all  pipes  must  be  as  straight 
ana  direct  as  possible.  Offsets  will  be  permitted  only  when 

unavoidable. 

52-  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

?veFy  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
m  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
.annot  be  connected  in  back  of  a  leader,  yard  court  or  area 
fram  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con- 
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nations  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

5n'  j  (Tellar  d^ns  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  dram  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys- 

a  proper  automatic  cut-off  or  check  valve  must  be  pro- 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

6°.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
.ram  *eader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

.  61-  Inside  leaders  must  be  made  of  cast-iron,  wrought 
1f°"  °r  steel>  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  _  W  here  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of.  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  It 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con- 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-dram 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter . 


Diameter 

of 

Pipe 

Fall 

*4  Inch  per  Foot 

Fall 

y2  Inch  per  Foot 

3 . 

....  1,200  square  feet 

1,500  square  feet 

4 . 

....  2,500  square  feet 

3,200  square  feet 

5 . 

....  4,500  square  feet 

6,000  square  feet 

6 . 

_  8,000  square  feet 

10,000  square  feet 

7 . 

_ 12,400  square  feet 

15,600  square  feet 

8 . 

_ 18,000  square  feet 

22,500  square  feet 

9 . 

_ 25,000  square  feet 

31,500  square  feet 

10 . 

. 41,000  square  feet 

59,000  square  feet 

12 . 

. 69,000  square  feet 

98,000  square  feet 

75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown _  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY ’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories . 

Main  soil  stacks  in  all  other  cases . 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  . 

Branch  soil  pipes  for  more  than  four  water- 

closets  . 

Main  waste  stacks . . . 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  . * . ; . 

Branch  waste  pipes  for  slop  sinks . 

Branch  waste  pipes  for  laundry  tubs . 

When  set  in  ranges  of  three . 

Branch  waste  for  kitchen  sinks . 

Branch  waste  for  urinals . 

Branch  waste  for  other  fixtures . 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  dram 


4  inches 


4  inches 

5  inches 

3  inches 

4  inches 

2  inches 

3  inches 
3  inches 
1J4  inches 
2  inches 
2  inches 
2  inches 
\y2  inches 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  tall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  "deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
nxtuie  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stones  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
ot  n  on,  steel  or  brass.  They  must  be  increased  in  diam- 
etei  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  iorty-hve  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
diain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
tiap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

oke  type  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line 
and  m  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
oi  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  Ihe  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter  ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
tor  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
2b  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
ength,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

.  98.  When  the  plumbing  fixtures  installed  in  any  build- 
mg  are  arranged  in  groups  of  batteries,  “voice  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
xeet  distant  from  the  horizontal  branch  soil  pipe  into  which 
«t  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi- 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1J14  inch  branches  on  a  1J4  inch  main  branch. 

1  branches  on  a  2  inch  main  branch. 

2  2  2  branches  on  a  2  inch  main  branch. 

4- ir^  |  inch  branches  on  a  2  inch  main  branch. 

5- \i/2  j  inch  branches  on  a  2  inch  main  branch. 


Traps. 

.  "•  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

HI.  Every  plunge  bath  shall  be  provided,  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  b\  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table : 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks. 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

iy2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (154)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 

of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (154)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1/4  inches  in  diameter 
nor  larger  than  154  inches  in  diameter  with  pipe  branches 
at  least"  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup- 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa- 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to.  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  .  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 

except  earthenware  hoppers  where  there  is  an  exposure  to 
frost.  . 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “'Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise"  permitted  by 
the  Commissioner  of  Buildings;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148..  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 


Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
Jnaer  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
ind  under  the  supervision  of  the  Department  of  Water 
supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152  The  diameters  of  street  service  pipes  must  not  be 
ess  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less;  one  inch  for  tenements 
ind  one  and  one-half  inch  for  hotels,  factories  and  other 
niscellaneous  buildings,  provided  that  in  no  case  can  the 
hameter  of  the  service  pipes  be  less  than  the  diameter  of 
he  tap  installed  under  the  supervision  of  the  Department 
>f  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

,  The  diameter  of  all  riser  lines  in  plumbing  systems 
hall  be  not  less  than  three-quarters  (^)  inches;  except 
hat  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
iay  be  one-half  ( y2 )  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of.  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures,  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  iy2  inches. in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Diameters 


Weights  per 
Linear  Foot 


3A 

inch. 

V2 

inch. 

y4 

inch 

1 

inch 

154 

inch 

iy2 

inch 

2 

inch 

2  y2 

inch 

•  3 

inch 

3/2 

inch 

4 

inch 

No 

pipe  a 

179. 

All 

0.56 

0.85 

1.12 

1.67 
2.24 

2.68 
3.61 
5.75 
7.54 
9.00 

10.66 


pound 

pound 

pound 

pound 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


ISO. 


There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

I®.1-  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
th^y-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
^hes  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  Y  of  an  inch  in  diameter  shall  not  be  left  more 
than^one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

1S6-  N°  unions  or  running  threads  shall  be  permitted 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together.  1 

™  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
fny  ceiling  or  woodwork,  unless  the  same  is  properly  pro- 
ected  by  a  shield,  m  which  case  the  distance  shall  not 
lie  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

gai  buankutS,  °n  ?ny  lath  and  plaster  Partition  or 

f^Ti?rkKSha  be  euS  th,an  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

°ut]ets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow- 

mg  senile . 


Diameter 

Length 

Burners 

H  inch . 

Vi  inch . 

o 

Y\  inch . 

0 

9  A 

1  inch . 

1%  inch . 

iJO 

1/4  inch . 

DU 
i  nn 

2  inch . 

1UU 

9nn 

2j4  inch . 

3  inch . 

*jUU 
a  cn 

3j4  inch . 

40  U 

Ann 

4  inch . 

ouu 

750 

lesVVh.n  ror  gas  ranges  shall  have  a  diameter  not 

&rd  for  six  burners,  and  all  gas  ranges  and 
neaters  shall  have  a  straightway  cock  on  service  pipe. 

iprin2;  When  brasf  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

KbraS+S ,  tUbinxgT  US1ed  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 

outside  so  as  to  cut  a  full  thread. 

sfAan  i!^£adSAnn  braSS  pipC  Sha11  Screw  in  at  least  5/16 
an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


ta?ed1„to4efi,tubfng.and  distributors'  or  ^ 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  a  1  cocks  must  be  ground  to  a  smooth  and  true  surface 
or  their  entire  length,  be  free  from  sandholes,  have  less 
than  yA  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

i  *195-  Ajter  alJ  P^ing  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  m  height,  and  the  same  to  stand  for  five  minutes  • 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov- 

?  jPIun°r  sha  any  fixture-  gas  heater  or  range  be  con- 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

°  ™dl  be  set  by  any  gas  company  until  a 

certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi- 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 

Drainagea-PPr°Ved  Rule  91,  RuleS  f°r  Plumbing  and 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 

Xa)  \  ^ap  of  the  size  and  design  to  be  tested, 

which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 

est,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

A  !lst  a11  cities-  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

Tbe  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 

ueiiaKPr0Va,  °£  fe,  testlng  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  tor 
refilling  the  same  during  the  test.  _ 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank.  . 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap;  and: — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul- 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper- 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application: — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  'in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient .  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 


Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 


Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  mannei 
similar  to  that  prescribed  for  anti-siphon  traps,  except  tha: 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED 

Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table, _  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement: 


LIME  IN  CONCRETE. 

l-li4_3  Mix,  4  pounds  of  hydrated  lime  per  bag  o 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  o 
cement. 

1-254-5  Mix,  6  pounds  of  hydrated  lime  per  bag  o 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  i 
to  be  deposited  under  water. 


384 


APPROVED  APPLIANCES 


Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner 

A.  B.  C.  Oil  Burner . 

A.  B.  C.  Oil  Burner,  Tvpe  H . 

Acme  Oil  Burner,  Models  BO-1  and  BO-2.'.’ 

Aetna  Automatic  Oil  Burner . 

Air-Blast  Oil  Burner .  [  \  \  \ . 

Airtemp  Oil  Burner,  Models  D,  F  and  G. 

Alladin  Oil  Burner . 

Alexander  Oil  Burner . !."!!!! 

Alida  Oil  Burner . *’** 

American  Blue  Flame  and  Sun  Flame '  Oil 
Burning  Heaters,  Models  No.  73  ,  86,  88, 
92,  93,  H  95,  9(6,  4512,  4518,  4528,  4538, 

4562,  4563,  4573,  4578,  and  4588 . 

Associated  Oil  Burner  . 

Auto  Heat  Oil  Burner . .  .  .  .  .  .  .  .  . 

Autocrat  Oil  Burner,  Model  B-l...... . 

Automatic  Airless  Oil  Burner,  Model  No.  i .  .' 
Baker  Automatic  House  Heating  Burner.... 

Baker  Oil  Burner,  Model  L,  Gun  Type . 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD . 

Ballard  Baby  Grand  Oil  Burner . 

Ballard  Super  Domestic  Oil  Burner . 

Bayard  Domestic  Fuel  Oil  Burner . 

Berggren  Oil  Burner . 

Bethlehem  Steam  Atomizing  Fuel  Oil’  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D 

F  and  G  . 

Bettendorf  High  Pressure  Oil’ Burner.’ ’ 

Bettendorf  Oil  Burner . 

Bettendorf  Oil  Burner,  Model  H.B.!! !!!!!! ! 
Bock  Oil  Burner,  Models  A,  B,  C  and  D 
Bock  Oil  Burner,  Models  WH-3,  WH-5.  WH- 

6  and  WH-8  . 

Braden  Automatic  Fuel  Oil  Burner! !!!!!.'! ! 

Branford  Oil  Burner . 

Branford  Oil  Burner,  Model  “A”!  ".'.’.*.'.!!!!” 

Brighton  Oil  Burner . !!.".*!!.'!!!!! 

Bullet  Automatic  Oil  Burners,  Models  A  and 
B  . 

Caloroil  Burner,  Type  AA . 

Camel  Automatic  Oil  Burner,  Model’  30,’  Types 
A.  B  and  C  and  Models  J  and  A.S.. . . 
Carboradiant  Oil  Burner,  Models  V  &  VS 

Carboradiant  Oil  Burner,  Model  VSS . ’. ! ! 

Carborundum  Burner  . 

Carter-Korth  Oil  Burner,  Model  “P” . 

Carter-Korth  Oil  Burner  . 

Carter  Oil  Burner,  Models  4X  and  5x! !.’!.’! 

Century  Oil  Burner  . 

Challenger  Kleen  Heat  Burner.  Series  No  100 

Challenger  Oil  Burner,  Model  “A” . 

Chalmers  Automatic  Oil  Burner,  Models'  Dl 
and  D2  . 

Commonwealth  Automatic  Oil' Burner . 

Concord  Burner  . 

Cook’s  Automatic  Oil  Burner . . ! . . . 

Cope-Swift  Safety  Automatic  Oil  Burner!!!! 
Crescent  Oil  Burner . 

,T-Fe  M  Size  1  Oil"  Burner  "and 

Models  8,  18  and  28 . 

Crown  Oil  Burner,  Tvpe  XA 

Crystal  Blue  Flame  Oil  Burner. ...!!!’.!!!!’’ 

Oahl  Vaporizing  Oil  Burner . !! 

D  Elia  Oil  Burner. . 

Delco  Heat  Oil  Burner . 

DeWalt  Oil  Burner . !!! . 

Diesel  Oil  Burner . 

Dist-o-matic  Oil  Burner . 

Doe  Oil  Burner . 

Doherty  Oil  Burner . 

Easternoil  Automatic  Oil  Burner" Models  ’  A, 

-t>  and  C  . 


Calendar  No. 
1295-24-SA 
684-29-SA 
132-34-SA 
1547-23-SA 
579-32-SA 
88-34-SA 
298-26-SA 
65-28-SA 
124-34-SA 


298-33-SA 

178-35-SA 

284-33-SA 

297-31-SA 

53-34-SA 

1323-22-SA 

404-29-SA 

329-35-SA 
447-32-SA 
939-24- S A 
1184-22-SA 
764-26-SA 
485 -32- S A 

88-34-SA 
479-31-SA 
73 1-28-S  A 
498-32-SA 
123-31-SA 

1 02-34- S A 
322-30-SA 
36-31-SA 
461-32-SA 
372-33-SA 

195-33-SA 

1361-24-SA 

229-32-SA 

16-31-SA 

49-32-SA 

571-29-SA 

389-32-SA 

54-30-SA 

117-34-SA 

157-28-SA 

813-28-SA 

86-34-SA 

608-32-SA 
348-28-SA 
108-35-SA 
955-27-SA 
354-31-SA 
222-29- S  A 

592 -3 1-S A 
426-29-SA 
423-29-SA 
915-26-SA 
155-31-SA 
420-31-SA 
541-31-SA 
354-3S-SA 
663-28-SA 
317-31-SA 
943-26-SA 


Name  of  Burner  Calendar  No. 

Economy  Oil  Burner,  Type  A-l .  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-S4 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-S  A 

Electrol  Automatic  Oil  Burner  and  Models 

r  ujT  am  t?A .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA. 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner.  15-33  SA 

Enterprise  Type  Junior  “W”  Oil  Burner 

Models  1,  2  and  3 .  ’  225-3?-*^  A 

Espo  Oil  Gas  Burner .  1431.73.eA 

Evenheet  Oil  Burner .  334.37.QA 

Everedy  Oil  Burner .  102-33-S4 

Fairfield  Oil  Burner . 

Faultless  Oil  Burner . !!!.’.’!.’.’ . 

Fine-Glo  Oil  Burner . !!!!!!!!!!!!! 

Fluid  Heat  Domestic  Oil  Burner,  Type  6 !  ! ! 

Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P 

Fluid  Heat  Oil  Burner . 

Forsdraft  Oil  Burner . !!.’!.’!!!!!!! 

Foster  Oil  Burner . .’.’.’.’.’.’!!!! 

Franklin  Domestic  Oil  Burner . 

Freeport-Silent  Service  Oil  Burner.  ModeB  5 

10  and  30 .  “  ’ 

Fuelo  Oil  Burner . 


600-3 1-S  A 


Gar  Wood  Oil  Burner . 

Gar  Wood  Oil  Burner,  Models’ k’ and  "k-3566 
General  Electric  Fuel  Oil  Burner. . . . 

General  Electric  Oil  Burner,  Type  DA-2 .'!.’.' 

Ghapco  Steam  Generator  . 

Gilbarco  Industrial  Burner . !”’ 

Gilbert  &  Barker  Flexible  Flame  Burner.... 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner . 

Gilbert  &  Barker  Oil  Burner,  Model  S-i!!!! 

Gill  Oil  Burner . 

Gold  Star  Oil  Burner,  Models  F  and  6 
Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . 

Goodspeed  Automatic  Oil  Burner . !!! 

Goodspeed  Oil  Burner,  Nozzle  Type  2 . 

Gould  Automatic  Oil  Burner . !!!.’’.! 

Grant  Oil  Burner . 

Grant  Oil  Burner,  Model  “C”. ..  !.  .!.  !.!.  !. ! 

Hardinge  Oil  Burner . 

Hardinge  Oil  Burner,  Model  23 .!!!!!! ! . 

Harris  Fuel  Oil  Burner . ’’ 

Hart  Automatic  Oil  Burner . !.’!.’!.’.'.’.’! 

El ^11^ Automatic  Oil  Burner,  IVIodel  Series 

Hart  Oil  Burner,  Modei  “H”!! !!!!!!!!!!!! ! 

Hayward  Oil  Burner . .’!!!’’’ 

Hayward  Oil  Burner,  Model  2000 !!!!!! . 

Heat.  King  Oil  Burner,  Model  2 . ! ! ! ! ! 

Heatiator  Oil  Burner . 

Heil  Combustion  Fuel  Oil  Burner!!!!!!."!!! 
Heil  Combustion  Fuel  Oil  Burner,  Ty’p’eB.”’ 

Hercules  Oil  Burner . 

Hercules  Oil  Burner,  Models  H’an'd  HF 
Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  . 

Hipoint  Oil  Burner,  Models’  A-2,’  B-2  and  C-2 

Holby  Type  A  Fuel  Oil  Burner . 

Holland  Type  “F”  Oil  Burner . 

Homer  Domestic  Oil  Burner . !!!.! 

Hupp  Oil  Burner,  Models  H,  U.  P  a’nd’PP.'! 

Improved  Kres-ICno  Oil  Burner  and  Model 

MD  . 

Inferno  Oil  Burner . !!!!!!!!! 

International  Mechanical  Draft  bil  Burner" 
International  Oil  Burner . 


584-31-SA 
493 -24- S A 
178-35-SA 
1094-27-SA 
134-35-SA 
361-32-SA 
41-34-SA 
715-26-SA 
560-26-SA 

97-33-SA 
47-30-SA 

373-30-SA 
481-32-SA 
434-32- S  A 
228-33-SA 
348-3 1-S A 
3 5 0-32- S  A 
109-31-SA 

520-3 1-S  A 
282-33-SA 
1231-23-SA 
166-33-SA 

441-31-SA 
957-27-SA 
346-33-SA  ' 
178-35-SA 
382-26-SA 
232-32- S A 

813-25-SA 

33-33-SA 

690-30-SA 

1162-24-SA 

595-29-SA 
221-33-SA 
696-30-SA 
118-35-SA 
98-35-SA 
1346-23-SA 
1105-22-SA 
295 -29- S A 
5 1 0-29- S  A 
309-33-SA 

486-32-SA 

11-36-SA 

688-29-SA 

237-34-SA 

1211-25-SA 

10-34-SA 

591-29-SA 

82-33-SA 

372-30-SA 

1305-24-SA 
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approved  appliances 


Calendar  No. 
333-33-SA 
938-22-SA 


Name  of  Burner 

Jacobsen  Balanced  Oil  Burner  (Model  V-l) 
lohnson  Improved  Rotary  Fuel  Oil  Burner..  8  --  - 

Joyce  Oil  Burner . 

K.  F.  C.  Oil  Burner .  ?^7_33'1  A 

Kelco  Oil  Burner .  339-31-SA 

Kelvinator  Oil  Burner.^. y .  •  - .  1D5-34-SA 

Ivelvinator  Oil  Burner,  Model  R.f .  518-3?-SA 

KeWaNee  Oil  Burner,  Model  C  .  fi9_24-SA 

Kleen  Heet  Oil  Burner 


Name  of  Burner 


Calendar  No. 


Norge  Oil  Burner  Models  N8,  N18  and  N28.  226-34-SA 

Nu-Way  Oil  Burner .  7/3-26- is  A 

Oilbuilt  Burner  . ;  . . . 

Oliver  Oil  Gas  Burner,  No.  30-A .  -24- SA 

Oronoque  Oil  Burner .  ;,i«ca 

Orr  Fuel  Oil  Burner .  113-26-SA 

Packard  Fuel  Oil  Burner .  nSitcA 

Paramount  Oil  Burner .  ca 

Paramount  Oil  Burner,  Model  A .  in9Q  26  9  A 

Kleen  nee i  wn  . . .  QQ  33-SA  Pascoe  Oil  Burner .  "u"c a 

Kleen  Heet  Oil  Burner,  Type  902 .  aq_33-<;a  Penn  Rotary  Oil  Burner . •••••••  ••••  236-35-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  ?£H5'qa 

Perfect-Pantex  Oil  Burner .  4/1-34- cs 

Petro  Domestic  Burner .  l°l-2o 

Petro  Model  T  Oil  Burner .  ^1-31-bA 

Petro  Model  W  Oil  Burner .  452-31  ~  » 


1  J  r  V-'  *  AQ  o  O  O  A 

Kleen  Heet  Oil  Burner,  Type  R .  34-SA. 

Korth  OipBurner,  Model  G .  367-30-SA 

PDF.  o,rG;::;;:: t •  <«-28-SA 

™adChKRFB?T.r: .  ■  354-34-SA 


MD,  sizes  KRF  and  KRF-  .  ..  —  ----- . 

I  m  Burner  Model  NL  .  670-30-SA  Petro  Burner,  Model  O .  itct 

LaCO  Oil  Burner,’  Models  F,  JF,  BF  and  D. .  226-33-SA  petro  Burner,  Model_P:2;  .  v  ^ .  55'23'Ia 


Laco  Uil  currier,  o  j-,  —  -  orr  «  CA 

Lange  Economical  Od  Burner . ^JJsA 

Lawrence  May  Oil  Burner .  425-31-SA 

Leader  Oil  Burner. . . . ...  •  •  •  •  • .  ? .  Joa-SA 

Leiman  Brothers  Fuel  Oil  Burner .  170  78  SA 

Liberty  Automatic  Heater .  7  5' 34- S  A 

Liberty  Pressure  Oil  Burner .  9ng-H  SA 

Lonergan  Automatic  Oil  Burner.  .......  •  •  •  4U8-88 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3.. 

“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307,  308,  309,  400  and  800. . 

M.  W.  Emancipator  Oil  Burner  .  777  29  SA 

M.  W.  Oil  Burning  Water  Heater .  Sftl  ?A 

M  W.  Water  Heater,  Model  20-D .  ?6o-34-SA 

Magna  Fuel  Oil  Burner 
Majestic  Oil  Burner 


166-34-SA 


341-32-SA 


197-33-SA 
693-30- S  A 

Marr  Oil  Burner,  Model  H,  Type  R .  770  32  SA 

Master  Fuel  Oil  Burner .  83  33  S  A 

Master-Kraft  Oil  Burner .  ^74  - 

May  Oil  Burner,  Type  BB .  46-34  ^ 

Mayfield  Oil  Burner .  i?4  29  S  A 

Mayflower  Oil  Burner .  SA 

Mcllvane  Oil  Burner . ••••••••  •„•••, .  1 032  25  S A 

Mel co  Automatic  Oil  Burner,  Type  A .  10.L-.-5-_ 

Merco  Oil  Burner .  345.34  s A 

Micron  Oil  Burner .  155’34’sA 

Midget  Oil  Burner . . .  177.35  SA 

Midget  Pressing  Machine  Oil  Burner.  . ....  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  2U8, 


Petro  Oil  Burner,  Model  W-2. ............ .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-1J4...  245-5o-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 . •••  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  6J4-32-SA 

Pioneer  Automatic  Oil  Burner .  1257-2/  SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  O . •••••• 

Pressure  Oil  Burners,  Models  A  B  and  C...  M6-51-SA 

Presto  Automatic  Oil  Burner .  294-54-SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  C  . ••••••••  •  •  •  600-3 1-S  A 

Progressive  Oil  Burner,  Models  G4,  Go,  G6 

and  G 7  . ; . : .  411-32-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 .  368-34-SA 

Rayfield  Oil  Burner .  564-26-SA 

Real  Host  Oil  Burner .  J'Qj) 

Re-Ly-On  Oil  Burner.. .  ..........  J45-26-SA 

Remington  Domestic  Oil  Burner,  Type  B -  oni  o!  c  a 

Remington  Oil  Burner . 891-26-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  J66-34-SA 


id2ne3tn°andTn4er’  327-31-SA  SSmond  Gra^Lel  Oil  Burner .  1193-22-SA 

Monitor  on  Burner4: A  A .  202-34-SA  Rickard  Oil  Burner. .  10U-27-SA 

Morrissey  Oil  Burner . .  •  • ...  ••  ••  •••••  ••  6/5-2/-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1.... 


359-33-SA 

938- 25-SA 

939- 25-SA 


IVlCKaru  WU  JDmnci . .  - 

Rotoflame  Gem  Oil  Burner . •••  18/-55-SA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 


Morse  Conical  Type  Steam  Atomizing  Burner 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner 

Morse  Fuel  Oil  Burner .  incr?  a 

Moto-Heat  Oil  Burner. ...... ..  •  •  •••  ••  ••••  •  •  19a-3Z-SA 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  15 


and  15 


628-23-SA 


S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S  &  K  Wide  Range  Fuel  Oil  Burner .  10'3Lc  a 

S-K  Oil  Burner,  Model  F .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

-  .  887  75  S  A  S-  T-  ^hnson  Co.,  Type  30-H,  Rotary  Fuel 

Mousette  Oil  Burner .  8<S/-2o  SA  OH  Burner  .  J 98-32- S A. 

Nairoil  Oil  Burner  Type  R,  Model  E .  13-35-SA  S.  T.  Johnson  Oil  Heat  Servant .  1I07  97  qa 

Burner .  185-29-SA  Schulse  Home  Oil  Burner . .  1487-23-SA 

Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ,  CV  and  SN  Junior .  436-32 -SA 

Security  Oil  Burner .  .^‘oncA 

Shepard  Oil  Burner .  in  c a 

Shill  Oil  Burner .  315-30-SA 


National  Airoil  High  Pressure  Burner. 

National  Airoil  Low  Pressure  Burner.. .  l°6-2y-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  W7-S6- Sz A 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner................  °5b-2a-bA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  inli  iicA 

New  Process  Oil  Burner .  acmi’ca 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nolcol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 
Nokol  Automatic  Burner .  1078-24- SA 


Silent- Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  0 .  463-31-SA 

Silent  Automatic  Oil  Burner .  ^58~26-SA 

Silent  Automatic  Burner,  Model  “B” .  709-30-SA 

Silent  Automatic  Burner,  Model  “E” .  710-30-SA 

Silent  Flash  Oil  Burner,  Model  Cl .  38-33-  £a 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 
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APPROVED  APPLIANCES 


Name  of  Burner 

Silent  Glow  Oil  Burner,  Models  800,  1000 

1800,  2800,  3800,  6800  and  8800 . 

Simplex  Domestic  Oil  Burner,  Type  P  A 
Simplex  Domestic  Type  “S.P.”  Oil  Burner!! 

Socony  Arrow  Oil  Burner . 

Standard  Automatic  Oil  Burner,  Type  14-G 
Standard  Automatic  Oil  Burner,  Type  11-G. 

Standardyne  Oil  Burner . 

Stephens  Oil  Burner,  Models  Nos.'i  and  2.’ ! !  ! 

Stuhler  Oil  Burner . 

Summerheet  Oil  Burner. . 

Sundstrand  Automatic  Oil  Burner . 

Sundstrand  Purmaco  Automatic  Oil  Burner 
Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U! 

B-5K  and  C-6U . 

Sunflower  Model  S-l  Oil  Burner. 

Sunflower  Oil  Burner,  Model  S-2 

Sun  Heat  Oil  Burner . 

Sun-Ray  Fuel  Oil  Burner 

Sun  way  Oil  Burner . 

Super  Automatic  Oil  Heater  Model  SSH.!! 
Super  Automatic  Zephyr  Oil  Burner,  Model  A 
Superfex  Oil  Burner,  for  Warm  Air  Furnaces 
Superheet  Oil  Burner,  Model  D.. 

Supreme  Oil  Burner,  Model  G . !!! 

Sword  Automatic  Oil  Burner. . 

Syncro-Flame  Oil  Burner,  Modeis  R  and  RH 

Tabor  Automatic  Oil  Heater,  Type  “D” 

Thoroburn  Oil  Burner,  Model  A-1-16-G . 

Timken  Oil  Burner,  Model  20 _ 

Timken  Rotary  Oil  Burner . !!!!’ 

Timken  Silent  Automatic  Heater  (Water 
fjeater  Unit>  Models  40-A  and  50-B.... 
i  S!lent  Automatic  Oil  Burner,  Model  G 
i  odd  Mechanical  Oil  Burner,  Type  Hex-Press 
Todd  Rotary  Burner,  Models  A,  B  and  C. . . 
iodd  Spiro  Oil  Burner 


Calendar  No. 

345-31-SA 

446-30-SA 

145- 31-SA 
1191-24-SA 

536- 31-SA 

537- 31-SA 

34-34- S  A 

146- 33-SA 
618-27-SA 
S81-26-SA 
7 55-26-SA 


658-30-SA 
65 7-29- S  A 
587-30-SA 
603-29-SA 
1 06-33- S  A 
624-30-SA 
715-29-SA 
463-31-SA 
400-32-SA 
254-33-SA 
136-34-SA 
951-25-SA 
139-35-SA 

778-28-SA 

269-33-SA 

287-28-SA 

297-29-SA 

121-35-SA 

266-34-SA 

177-35-SA 

454-25-SA 

470-31-SA 


Name  of  Burner  Calendar  No. 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Twin  City-on-the-Door  Oil  Burner . 129-27-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner . . . 6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Vesta  Oil  Burner . .!!!!!!!  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner .  320-30-SA 

Viking  Oil  Burner .  396-32-SA 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW. 

EW-1  and  EW-2 .  341-33-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wayne  Oil  Burner .  1155-25-SA 

Wayne  S-2  Domestic  Oil  Burner .  115-32-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Flame  Oil  Burner .  357-35-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

J  J,  Junior,  K,  KA,  KB,  and  R .  918-22-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  6,  A 

and  B  .  32-33-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  44-29-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No-  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21-SA 

Look  Electric  Oil  Pump .  603-25-SA 

21-SA 
840-22-SA 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set 
Petro-Nokol  Industrial  Oil  Pump. 

Quiet  May  Gerotor  Pump 
Quimby  Screw  Pump 


Davidson  .  59q_ 


Dean  Bros.  Durable  Duplex .  0^- 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32- SA 

P°Ss  *?and  Rot,ary  .  1133-25-SA 

Sn  ^  ^  f  2}1  Pump .  437-3 1-S A 

Moulds  I  nplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump . 

Kraissl  Fuel  Oil  Pump . !!!!  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


1029-26-SA 
570-32-SA 

267-32-SA 
1193-21-SA 

102-35-SA 
588-25-SA 
1060-25-SA 
513-25-SA 

163-34-SA 
410-32-SA 

492-21-SA 
1279-2S-SA 
60-28-SA 

568-30-SA 
705-30-SA 

vikinS  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A . 23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 


Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model 
Ray  Rotary 
Rotary  Pressure  Pump 
Rotary  Vacuum  Pump 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D. 

Tate- Jones  . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat 

Union  Steam  Pump  for  Fuel  Oil. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  1  rucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA — Kennedy  2i/2-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand- 
pipe  and  Sprinkler  Systems  3  x  3  x  o  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

77-34-SA— Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-S A— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-S A— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA _ N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 

matic  Sprinkler  Siamese  Connection. 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 

522,  for  Domestic  Oil  Burners. 

97-35-SA— Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA — Ryan  Marvel  Oil  Burner,  Model  M. 


123-35-SA- 

135-35-SA- 

156-35-SA- 

158- 35-SA- 

159- 35-SA- 
163-35-SA— 

171-35-SA- 

175-35-SA- 

189-35-SA- 

208-35-SA- 

216- 35-SA- 

217- 35-SA- 
226-35-SA- 

'  229-35-SA- 
238-35-SA- 

248- 35-SA- 

249- 35-SA- 

265- 35-SA- 

266- 35-SA- 

274-35-SA- 

313-35-SA- 

343-35-SA 

352-35-SA- 

15-36-SA 


2 1-36- S  A- 
24-36-SA- 
49-36-SA 


-National  Airoil  Safety  Tank  Filling  Valve. 

-Loyalty  Conversion  Hot  Water  Heater. 

-Gillespie  Elevator  Shaft  Door  Switch. 

-Easy  way  Space  Heater,  Models  CRL19, 
CRN17,  CSP27,  and  CSP19. 

-Easyway  Water  Heater,  Models  H.W.l  and 
H.W.2. 

-United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

-Florence  Cabinet  Heater,  Models  CJ-1,  CJ-Z, 
CJ-21  and  C-2. 

-National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

— Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

-Oceco  Rotary  Pump  for  Petroleum  Products. 

-Vac-O- Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

—Brigham  Oil  Burner. 

— Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

— Hardinge  Gun  Type  Oil  Burner,  Model  25. 

— Garfire  Gun  (Fire  Extinguisher). 

-Acme  Type  205  Polarized  Vibrating  Bells. 

—Acme  High  and  Low  Water  Alarm  Tank 
Switch. 

—French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

■Kerogas  Bowl  Type  Oil  Space  Heater,  Models 
300,  305,  310,  315  and  320. 

■Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
-Peoples  Silent  Oil  Burner,  Models  O  and  G. 
-Pacific  Oil  Burner. 

—Todd  Fuel  Oil  Fill  Pipe  Terminal. 

— Riesner  Fuel  Oil  Ventilating  Brick  No  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

Herco  Oil  Burner,  Models  R-15  and  R-35. 
-Weco  Multi  Oil  Burner,  Low  Pressure  Type. 
-Quiet  Heet  Oil  Burner. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City.  ■c'TTN 

OP 

Name . . 


My  Subscription  is  to  begin  with  the  issue  for . 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given— 
Docket. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  March  31,  1936,  at  10  A.  M., 

™Ie?rda^  Numbers  122-31-BZ,  245-35-BZ, 
126-35-BZ,  290-35-BZ  and  328-35-BZ. 

Minutes  of  Regular  Meeting,  March  31.  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  18-36-BZ,  338-35-BZ,  19- 
®8-30-BZ»  1236-27-BZ,  1250-27-BZ,  351-28-BZ, 
™-32-BZ,  249-33-BZ,  5Q7-32-BZ 
R7  a1079'27'BZ>  538-32-BZ,  312-35-BZ,  215-20- 

17f:35.SA  fnd  1il63^SA3'35’SA'  21-36'SA’  49’36-SA’ 

Approved  Range  Oil  Burners  and  Space  Heaters. 

)il  Burner  Rules. 

Specifications  for  Tank  Trucks  (Gasoline,  etc.) 
Specifications  for  Tank  Trucks  (Fuel  Oil,  etc.) 

Approved  Fuel  Oil  Pumps. 

'pecifications  for  Platform  Trucks. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

Ma"nhattanngS  ^  hdd  R°°m  1013,  MuniciPal  Building, 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 


Office  Hours  9  a.  m.  to  5  p.  m.  Saturdays  9  a.  m  to 
12  noon. 


Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CALL  OF  CLERK’S  CALENDAR 


he  Clerks  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  any 

at  2  nV  Cai  l-in  1013’  Monday]  April  6,  1936,’ 

definite  day.'  A  ^  C&  ^  CaSG  i§  Set  f°r  hearinS  on  a 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  April  13,  1936,  at  2  o’clock. 

ihe  Clerks  Calendar  is  not  to  be  confused  with  the 
on  “xed  diys!563  ^  ^  beCn  definitely  set  for  hearing 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
pi  ogress,  nor  accepted  that  are  not  filed  within  thirty  days 
fiom  the  date  of  the  action  of  the  Administrative  Official 
Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 

ruSs  TtliXLl  15  fil£d  °n  thC  f°rm  " 

Upon  receipt  of  any  such  communication  the  writer  will 
peal'or>app,icat!onhe  °ffidal  f°™  ^  ap- 

lanTofaX^  3 

addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  fhpJr  nianc 
must  indicate  the  points  of  the  compass  so  as  to^tabfish 
the  true  location  and  position  of  the  property  the  sub  let 
of  the  appeal  or  application.  Y’  SUbjecf 

Appeals  and  applications  will  be  simplified  and  dispositior 
of  same  expedited  by  conforming  to  these  directions 

HARRIS  H.  MURDOCK,  Chairman 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  April  1,  1936 

Cal  No  Department  Premises  Affected 

73-36-SA  ...F.D . Richfield  Oil  Burner  (Pressure 

Gun  Type), 

Appliance. 


84-36-SA . F.D..., 


...Stuhler  Oil  Burner,  Model  R, 

Appliance. 


74-36-A . D.B.B - 


75-36-A . D.B.B... 


76-36- A . D.B.B... 


77-36- A . D.B.B.. 


78-36-A . D.B.B. 


79-36-A . D.B.B. 


80-36-BZ . D.B.Bx. 


Restored  to  Calendar 


98-30-BZ . D.B.B.. 


800  Lefferts  avenue,  south  side, 
34  ft.  ty2  in.  west  of  Sche¬ 
nectady  avenue  and  849  East 
New  York  avenue  (Block 
1429,  Lots  32,  36  and  43), 
Borough  of  Brooklyn, 

Decision. 

..  .North  side  of  9th  street,  368  ft. 
east  of  5th  avenue  (Block 
1005,  Lot  59),  Borough  of 

Brooklyn,  .  . 

Decision. 

..2363-2373  Bedford  avenue,  east 
side,  158  ft.  3H  in-  south  of 
Tilden  avenue  (Block  o  135, 
Lot  53),  Borough  of  Brook- 

lyn.  „  .  . 

Decision. 

_ 1094-1104  Nostrand  avenue, 

northwest  corner  of  Maple 
street  (Block  5035,  Lot  45), 
Borough  of  Brooklyn, 

Decision. 

_ 705-711  Franklin  avenue,  north¬ 
east  corner  of  Park  place 
(Block  1231,  Lot  1),  Borough 

of  Brooklyn,  .  . 

Decision. 

....254  East  93rd  street,  northeast 
corner  of  Winthrop  street 
(Block  4612,  Lot  43),  Bor¬ 
ough  of  Brooklyn, 

Decision. 


1398  Grand  Concourse  and  204 
East  170th  street,  southeast 
corner  (Block  2831,  Lot  48), 
Borough  of  The  Bronx, 

Alt.  Applic.  140-36. 


81-36-S . D.B.B.. 


82-36-BZ . D.B.Q. 


1236-27-BZ - D.B.Q.. . . 


351-26-BZ . D.B.B.. 


83-36-A . F.D. 


414-20-BZ . D.B.M. 


..1180-1188  Myrtle  avenue  and 
664-668  Bushwick  avenue, 
southwest  corner  (Block 
3194,  Lot  24),  Borough  oi 
Brooklyn, 

Applic.  2488-35. 

.Southeast  corner  of  Wood- 
haven  boulevard  and  163rd 
avenue  (Block  4046,  Lot  63), 

Aqueduct,  Borough  of  Queens, 

Plan.  No.  117-34. 

.178-186  Parkside  avenue  and 
333-345  Ocean  avenue,  south¬ 
east  corner  (Block  5054,  Lot 
6),  Borough  of  Brooklyn, 

Alt.  Applic.  1930-36. 

.Southwest  corner  of  West 
186th  street  and  Laurel  Hill 
terrace  (Block  2149,  Lot  84) 
Borough  of  Manhattan, 

N.B.  177-20. 


CODE 

D  B  . Department  of  Buildings 

g  . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

O.B.M . Department  of  Buildings,  Manhattan 

U.B.Q . Department  of  Buildings,  Queens 

O.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T  H.D . Tenement  House  Department 

B.b . Board  of  Buildings 


465-467  Liberty  avenue,  north 
side,  20  ft.  east  of  Bradford 
street  (Block  3691,  Lot  30). 
Borough  of  Brooklyn, 

7620-L.D. 

.206-24  to  206-26  Northern 
boulevard,  south  side,  118  ft. 
east  of  206th  street  and  206- 
19  45th  road,  north  side,  100 
ft.  east  of  206th  street  (Block 
3148,  Lots  9^4,  59  and  60), 
Bayside,  Borough  of  Queens, 
Viols.  30-36  and  31-36. 

..329  East  29th  street,  north  side, 
200  ft.  west  of  1st  avenue 
(4th  floor)  (Block  935,  Lot 
19)  Borough  of  Manhattan, 
8004-L.C. 


COURT  DECISIONS. 

Matter  of  Borgeaud  (Fassler) — -A  peremptory  order  of  mandamus 
will  not  issue  to  compel  a  public  officer  to  do  an  illegal 
act  or  to  violate  a  rule  which  has  the  effect  of  law 
(Dr.  Bloom  v.  Cruise,  259  N.  Y.  358).  The  word 
“premises”  often  means  the  land  (Steinhart  v.  Burt,  5/ 
N  Y.,  Supp.  751;  Matter  of  Cullinan,  113  App.  Div. 
485).  To  hold  that  the  building  zone  resolution  does 
not  apply  to  unimproved  property  would  render  the  reso¬ 
lution  a  nullity  and  permit  the  carrying  on  of  a  trade 
or  industry  on  vacant  land  which  would  not  be  permitted 
if  carried  on  in  a  building  in  the  same  district.  Mr. 
Justice  Black  denied  peremptory  order  of  mandamus 
(N.  Y.  L.  J.,  August  18,  1934). 

*  *  * 

Yahr  v.  Fassler — After  the  amendment  to  the  zoning  resolution, 
mandamus  was  sought  to  compel  the  building  commis¬ 
sioner  to  issue  permit  for  curb  cuts  in  front  of  parking 
premises  at  15-23  West  43rd  street,  Borough  of  Man¬ 
hattan.  Questions  as  to  retroactivity  of  the  new  amend¬ 
ment,  vested  rights  and  jurisdiction  of  the  Board  ot 
Standards  and  Appeals  were  raised.  Justice  Collins  de¬ 
nied  order  of  mandamus  (N.  Y.  L.  J.,  October  4,  1935). 
*  *  * 

Weil  v.  Cohen — Commissioner  of  Public  Works  has  no  power  to 
revoke  a  curb  cut  permit  issued  by  the  building  super¬ 
intendent,  as  that  official  has  exclusive  jurisdiction  over 
the  matter.  An  order  of  mandamus  may  not  issue  to 
compel  the  commissioner  of  Public  Works  to  issue  a 
curb  cut  permit,  because  he  has  no  jurisdiction  to  do  so. 
Mandamus  order  is  issued  only  to  compel  the  perform¬ 
ance  of  an  official  duty  imposed  by  law.  Justice  Hof- 
stadter  (N.  Y.  L.  J.,  February  4,  1936). 
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RULES 

Last  Publication  in  Bulletin 

Certificate  of  Occupancy,  approved 

Concrete  Flat  Slabs,  Rules.' !!"!!  ."Mar.’  lo’,  l936~Voi’  2l’  No’  10 

Concrete  Rules  (Hydrated  Lime) ..  .Mar.  3l’,  1936 — Vol!  21,  No  13 

Elevator  rules  .......  . Mar.  3,  1936— Vol.  21,  No  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935— Vol.  20,  No  1 

Factory  Exit  Rules. . . .  . June  4,  1935— Vol.  20,  No  23 

Fire  Alarm  Rules  (Interior) . May  23,  1935— Vol.  20  No.'  22 

Fire  RetardingeSRuks”for’  Garages', °Ct'  29’  1935~ VoL  20-  N°-  44 

Fireproof  Wood,  Testing  of - Apr.’  29,’  1935— Vol.'  20,’  No’  15 

?ulmg  f°r . Jan>  21»  1919— Vol.  4,  No.  3 

Gas  Shut-Off  Rules . . Apr.  7,  1925 — Vol.  10,  No  14 

Hatchway  Protection  . Tune  5,  1928- Vol.  13  No!  23 

2*1.  ®' Uv®JL -Ri,ulesy  V . o . Apr-  7>  1936— Vol.  21,  No.  14 

Paint,  Varnish  and  Lacquer  Spray- 

-o.  jnR  RHles  . Nov.  27 .  1934 — Vol  19  No  48 

Patform  Trucks,  Specifications  for. Apr.  7,  1936— Vol.  2l!  No'  14 

Plumbing  Rules  .  Mar.  31,  1936— Vol.  21  No'  13 

Procedure,  Rules  of...  Feb.  25,  1936— Vol.  21,  No  8 

Refrigerating  Systems,  Extract  C.O.Jan.  2S,  1936— Vol.  21,  No  4 

'p  ^actones>  Rules  for - July  9,  1935— Vol.  20,  No.  28 

r  "V, . Feb.  2S-  1936— Vol.  21,  No.  8 

Standpipe  Fireline  Rules . Mar.  24  1936 Vol  No  19 

k’ltvatl°ni;i  ReP°rtinS-  •  -  June  7,’  1932— Vol.'  17,’  No.'  23 
Ia"^  £  ^S’  ?.uel.0ll>  etc APr.  7,  1936— Vol.  21,  No.  14 

Wire  ^las^  Rufes*  '(Amendment "  to^Pr"  7'  21>  ^  H 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . Mar.  5.  1935— Vol.  20,  No.  10 

l’rvi  n°Se  Va,7es-- . ; . Mar.  10,  1936— Vol.  21,  No.  10 

Fuel  Oil  Burners  for  Domestic  and 

Fuel  Od'^nT'pipe^ Terminals:  ! ! ! ! !  iMar'  10  1936— Vol'  2l’  No  10 

R3 “  : |o: 

Paint,  Varnish  and  Lacquer  Spray  ’  1936-VoL  21>  No-  14 

Ran EjU'P'Pent . .  Nov.  26,  1935— Vol.  20,  No.  48 

Kanpre  Oil  Burners  and  Space 

Heaters  . Apr.  7,  1936— Vol.  21,  No.  14 


PREMISES— 3112  Jerome  avenue,  east  side,  20  ft.  south 
of  East  204th  street  (Block  No.  3321,  Lot  No  35) 

Jnni  T  Borough  of  The  Bronx. 

APPUCATION^  under  section  21  of  the  building  zone 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY.  APRIL  13,  1936.  AT  2  P.  M. 


296-35-BZ. 


Building  Zone  Cases 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  6,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

234-35-BZ. 

APPLICANT — Larry  Meltzer,  for  Katie  Kirshenbaum 
owner. 

PREMISES— 1065  Hopkinson  avenue  and  1360-1370  Lin¬ 
den  boulevard,  southeast  corner  (Block  No.  3641 

a  tdidt  28^’  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  Calendar 
March  10,  1936), 

TO  PERMIT  in  a  residence  use  “D”  area  district  the 
erection  and  maintenance  of  a  one-story  one-car 
garage  (previously  dismissed  for  lack  of  prosecu¬ 
tion). 

2-36-BZ 

APPLICANT— Max  Dreyfuss,  for  Romabe  Realty  Cor- 
poration,  owner. 

REMISES— 83-02  to  83-10  Parsons  boulevard  and  150-54 
to  150-62  Grand  Central  parkway,  southwest  cor¬ 
ner  (Block  No.  2601  (6717),  Lot  Nos.  96  and  99) 

Appi  Tr ATinv  Bor?ugh  of.  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution,  6 

TO  PERMIT  in  a  residence  use  “F”  area  district  the 
erection  and  maintenance  of  a  multiple  dwelling 
{J0!,  conforming  with  the  requirements  of  the 
bui  dmg  zone  resolution  as  to  set  back  from  the 
building  line  and  as  to  area. 

28-36-BZ. 

APPLICANT— Paul  Miller,  for  Revelation  Realty  Cor¬ 
poration,  owner. 


APPLICANT-William  Pechter,  for  Monroe  Realty  and 

•n™T'TvrT^°,It8age  Go.,  ^nc->  owner. 

REMISES— 1751-1767  Coney  Island  avenue,  east  side, 
xt  fLs2!?th  of  Avenue  N  (Block  No.  6749  Lot 

Appi  TrA°TTnv86  89^’  BorouSh  of  Brooklyn. 

application^i  under  sectlon  7h  o£  the  buildinS  zone 

TO  PERMIT  in  a  business  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years. 

32-36-BZ. 

APPLICANT— Jerome  Eisner,  for  Annie  T.  Matthies 
owner.  ’ 

PREMISES— 2196  Grand  Concourse,  east  side,  166.60  ft 
\TUt?^£T?aSt  street  (Block  No.  3157,  Lot 

Appi  tAttom  Bor°ugh  of  The  Bronx. 

APPLICATION^  under  section  21  of  the  building  zone 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


APRIL  14,  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
nfdtbanK  M??eals  of  a  public  hiring  under  the  provisions 
14  >Z?ne,  resolTVtl0n’  T^sday  morning,  April 

lit ^o?oi?nS&:R°0m  1013’  MUnidpal  &ild^’ 

cal.  no.  93-33-BZ  Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  T.  H.  Fraser  Mort- 
!?gei£2rp-’  °)vner’  reopened  January 
under  section  7c  of  the 
building  zone  resolution,  to  permit 
partly  in  an  unrestricted  district  and 
partly  in  a  business  district  the  erec¬ 
tion  _  and  maintenance  of  a  gasoline 
service  station;  premises  246-250  At- 
lantm  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of 
Brooklyn. 

cal.  no.  336-35-BZ— Application,  November  23,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Stein  and  Wiener,  applicants 
substituted  for  Abraham  M.  Schwartz, 
on  behalf  of  Sarah  Gordon,  owner,  to 
permit  in  a  business  district  the  change 
of  occupancy  of  an  existing  building  to 
f,“°* vehicle  repair  shop;  premises 
4314  Boston  road,  east  side,  208.15  ft. 
"°rBl  Tof  Gun  Hill  road  (Block  No! 
4/32,  Lot  No.  12),  Borough  of  The 
Bronx. 
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/'at  no  604-31-BZ— Application  of  Glynn  Smith  and 
cal.  no.  6U4  01  az.  NaVPns>  appHcantS)  on  behalf  of  Four 

Nassau  Realty  Corporation,  owner  re¬ 
opened  February  4,  1936,  under  section 
21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  60-16  Main 
street,  northwest  corner  of  Nassau 
boulevard  (Block  No.  6382,  Lot  No. 
25),  Flushing,  Borough  of  Queens. 


heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board. 


pal  no  4-36-BZ— Application,  January  7,  1936,  under  sec- 
CAL.  no.  4  JO  15  wjn  21  of  the  building  zone  resolution, 

of  Samuels  and  Samuels,  applicants, 
on  behalf  of  Julius  Bichovsky,  owner, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  133-54  Let- 
ferts  boulevard,  northwest  corner  of 
135th  (Dumont)  avenue  (Block  No. 
2580,  Lot  No.  1),  Richmond  Hill,  Bor¬ 
ough  of  Queens. 


cal.  no.  326-35-BZ— Application,  November  12,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Isaac  Schach- 
ne  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
208  Boerum  street  and  296  Bushwick 
avenue,  southwest  corner  (Block  No. 
3081,  Lot  Nos.  15  and  16),  Borough  ot 
Brooklyn. 


pat  no  20-36-BZ— Application,  January  31,  1936,  under 
cal.  no.  ZU  dz.  s  21  of  th£  building  zone  resolu¬ 

tion  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  James  A.  Trow¬ 
bridge,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  101  East  108th  street 
and  1481-1483  Park  avenue,  northeast 
corner  (Block  No.  1636,  Lot  No.  1), 
Borough  of  Manhattan. 


cal  no  351-35-BZ— Application,  December  13,  1935,  under 
cal.  no.  ooi  se(Tt[on  7h  of  the  building  zone  resolu¬ 

tion,  of  Jerrold  Kane,  applicant,  on  be- 
half  of  Camager  Corporation,  owner, 
to  permit  in  a  business  district  the 
maintenance  of  a  parking  space  for 
more  than  five  (5)  motor  vehicles; 
premises  35-40  Junction  boulevard, 
west  side,  100.8  ft.  north  of  37th  ave¬ 
nue  (Block  No.  1469,  Lot  Nos.  1  and 
26),  Corona,  Borough  of  Queens. 


cat  no  335-35-BZ— Application,  November  22,  1935.  under 
cal.  no.  sections  7a,  7c  and  21  of  the  building 

zone  resolution,  of  Paul  R.  Silverstein, 
applicant,  on  behalf  of  Anna  Gidseg, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
warehouse,  garage  for  five  (5)  motor 
vehicles  and  loading  platform;  prem¬ 
ises  167-02  to  167-09  108th  road,  north 
side  117  ft.  5  in.  west  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica, 
Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


cal  no  74-33-BZ— Application  of  Charles  E.  Murphy  ap- 
cal.  no.  <4  ^  on  behalf  of  Packard  Motor 

Car  Company  of  New  York,  owner, 
reopened  March  24,  1936  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
of  January  9,  1934, _  as  to  the  condi¬ 
tions  imposed  therein — re  Application, 
granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  partly 
in  a  business  district  and  partly  in  a 
residence  district,  the  conversion  of  a 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period ;  premises  4650-4664  Broadway 
and  2-16  Sherman  avenue,  northeast 
corner  (Block  No.  2175,  Lot  No.  1) 
Borough  of  Manhattan. 


APRIL  14,  1936,  2  P.  M. 


Appeals  from  Administrative  Orders 

63-36- A — 2018-2032  Stillwell  avenue  and  2559-2563  86th 
street,  northwest  corner  (Block  No.  680U,  .Lot 
No.  28),  Borough  of  Brooklyn. 


65-36- A— 350-352  Third  avenue,  west  side,  26  ft  8  m.  south 
of  East  26th  street  (Block  No.  881,  Lot  Nos. 
45  and  46),  Borough  of  Manhattan. 


cal.  no.  18-36-BZ— Application,  January  30  1936  under 

sections  7c,  7e  and  21  of  the  building 
zone  resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 


Variation  of  Labor  Law 

33-36- S — 214-222  West  26th  street  south  side,  200  ft  west 
of  Seventh  avenue  (Block  No.  775,  Dot  No. 
49),  Borough  of  Manhattan. 


Building  Zone  Applications 


NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  heanng  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  April 
14  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 


CAD  no.  338-35-BZ— Application,  November  26  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jn, 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
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7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

CAL.  NO.  19-36-BZ — Application,  January  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S.  J.  Reckford, 
et  al.,  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  20.  1936,  AT  2  P.  M. 

Building  Zone  Cases 

599-31-BZ. 

APPLICANT— Irving  M.  Fenichel,  for  Sajamo  Realty 
Corporation  and  Nostrand  Sanitary  Cleansing 
Corporation,  owners. 

PREMISES — 237-239  Nostrand  avenue,  east  side,  25  ft. 
north  of  Kosciusko  street  (Block  No.  1779,  Lot 
Nos.  2  and  3),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution  (reopened  February  18,  1936), 

TO  PERMIT  in  a  business  district  the  extension  of  a  ’dry 
cleaning  establishment. 

35-36-BZ. 

APPLICANT— Joseph  W.  Genzardi,  for  Hugo  C.  Cook, 
owner. 

PREMISES— 2311  St.  Raymonds  avenue,  north  side,  95  ft 
east  of  Glover  street  (Block  No.  3990,  Lot  Nos. 
12,  13  and  25),  Borough  of  The  Bronx. 

APPLICATION,  under  section  7e  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  further  extension 
of  a  garage  for  more  than  five  (5)  motor  vehicles, 
existing  prior  to  1916— permission  to  extend  was 
granted  by  the  board  under  Cal.  No.  1272-24-BZ. 


APRIL  21,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
21,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  641-30-BZ — Application  of  Michael  Shanley,  appli¬ 
cant,  on  behalf  of  2508  Broadway. 
Inc.,  owner,  reopened  March  17,  1936 
for  rehearing  on  revised  proposition 
(matter  having  been  referred  back  to 
the  board  by  Order  of  the  Court)  re 
Application,  under  sections  21  and  7f 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  maintenance  of  a  gasoline  service 
station  for  a  further  period  of  two 
(2)  years  (previously  granted  for  a 
temporary  period)  ;  premises  south 
side  of  Hillside  avenue,  41  ft.  east  of 


207th  street  (Block  No.  1508,  Lot  Nos. 
3,  4  and  5),  Queens  Village,  Borough 
of  Queens. 

cal.  no.  30-36-BZ — Application,  February  14,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  Meyer  Randolph, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station ;  premises  708 
Bedford  avenue  and  15-17  Lynch 
street,  northwest  corner  (Block  No. 
2230,  Lot  No.  37),  Borough  of  Brook¬ 
lyn. 

cal.  no.  67-33-BZ— Application  of  Michael  Glick,  applicant, 
on  behalf  of  Harry  Weisberg,  owner, 
reopened  September  24,  1935,  under 
section  21  of  the  building  zone  reso¬ 
lution,  to  permit  in  a  business  district 
the  maintenance  of  a  gasoline  service 
station — previously  granted  by  the 
board  for  a  temporary  period  which 
has  expired;  premises  3900  Baychester 
avenue  and  1225  East  233rd  street 
northeast  corner  (Block  No.  4955,  Lot 

c  No.  1),  Borough  of  The  Bronx.’ 

CAL.  no.  1236-27-BZ— Application  of  Archie  H.  Samuels 
applicant,  on  behalf  of  Dorothy 
Rehderr  owner,  reopened  March  31, 
1936,  for  consideration  as  to  extension 
of  permit — re  Application  previously 
granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period ;  premises 
southeast  corner  of  Woodhaven  boule¬ 
vard  and  163rd  avenue  (Block  No. 
4046,  Lot  No.  63),  Aqueduct,  Borough 
of  Queens. 

cal.  no.  414-20-BZ  Application  of  Ashley  and  Booth  ap¬ 
plicants,  on  behalf  of  Rose  Ash 
owner,  reopened  March  31,  1936,  for 
consideration  as  to  extension  of  permit 
—re  Application  (previously  granted) 
under  section  7f  of  the  building  zone 
resolution,  permitting  on  a  plot  of 
ground  in  a  residence  district  the 
maintenance  for  a  temporary  period 
of  eighty  (80)  individual  garages  to 
be  rented  to  persons  not  residing  on 
the  premises;  premises  southwest  cor¬ 
ner  of  West  186th  street  and  Laurel 
Hill  terrace  (Block  No.  2149,  Lot  No 
84),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  21,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
r  fuanu  ?-pea  S  of  a  publlcr  hearing  under  the  provisions 
91  Iding  zone  resolution,  Tuesday  afternoon,  April 

“  ’  2.  °  clock,  m  Room  1013,  Municipal  Building 

on  the  following  matters :  s’ 

CAL.  NO.  216-29-BZ— Application  of  Abram  Shlefstein,  ap¬ 
plicant,  on  behalf  of  Helen  Eckerman, 
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owner,  reopened  March  24,  1936,  for 
consideration  as  to  extension  of 
—re  Application,  under  section  7i  ot 
the  building  zone  resolution,  permitting 
in  a  business  district  the  maintenance 
of  a  gasoline  service  station;  premises 
southwest  corner  of  Nassau  boulevard 
and  Little  Neck  road  (Block  No.  4108, 
Lot  No.  100),  Little  Neck,  Borough  of 
Queens. 

no  328-34-BZ — Application  of  Henry  Nordheim,  appli- 
cal.  no.  ca'nlti  on  behalf  of  Max  Mirowitz, 

owner,  reopened  March  24,  1936,  for 


consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein— re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1449  Vyse  avenue,  west  side,  100 
ft.  south  of  Jennings  street  (Block  No. 
2987,  Lot  No.  33),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


,,ri7TT\Tr  meeting  March  31,  1936  after  due  notice  by  publication  in 

REGULAR  MEETING  the  bulletin  of  the  Board  of  Standards  and  Appeals;  and 

^TTTTcnAY  MORNING  MARCH  31,  1936  Whereas,  the  use  district  maps  accompanying  the  public 

TUESDAY  MORN  IN  U,  ivi/\  zone  resolution  show  that  Lincoln  avenue  is  in  a  residence 

Present-  Chairman  Murdock,  Commissioners  Savage  an(j  business  district;  109th  avenue  is  in  a  business  and 

and  Blum  and  Assistant  Chief  Walsh.  residence  district;  142nd  street  is  in  a  residence  and  busi- 

.  '  r  recnilar  meeting  of  the  board  held  ness  district  and  141st  street  is  in  a  residence  district, 

The  minutes  M  g  .  24  1936  and  the  minutes  of  Whereas,  the  decision  of  the  Commissioner  of  Build- 

Z  ^1?  re«nggtfM.he  board'heWon  Tuesday  after-  ings  rendered  November  13.  1935,  re  Alt.  App.  No.  733-31, 

noon  March  24,  1936,  were  approved  as  prmted  m  Bullet, n  reads:  ^  a  business  district  varia- 

No.  13,  Volume  aAI.  tion  of  provisions  of  Building  Zone  Resolution  dimited 

the  period  of  usage  contrary  to  sect.  4  Zone  Resolu- 
BUILDING  ZONE  CASES  tion.  Said  period  of  time  having  expired  any  exten- 

sion  of  such  time  must  be  granted  by  the  Board  of 
122-31-BZ.  .  ,  vt  Standards  and  Appeals.” 

APPLICANT— Samuels  &  Samuels,  for  Andrew  N.  and  _  ,  ,  , 

Miller,  owner.  .  .  .  .  Whereas,  the  premises  consist  of  an  irregular  shaped 

SUBJECT— Application  (re  decision  of  the  commission  plot  of  ground  having  a  frontage  of  38.6  feet  on  Lincoln 

of  buildings)  under  section  7f  of  the  building  zone  JJvenue  5  £t  on  109th  avenue  and  50.2  ft.  on  142nd  street- 

resolution,  to  permit  in  a  business  district  tne  n  which  lot  there  is  located  an  arcade  gasoline  station 

maintenance  of  a  gasoline  service  station  /  previously  granted  by  the  Board;  and 

further  temporary  period  of  two  (2)  years  (re  Whereas>  a  committee  of  the  board  inspected  this  site 

PREMISEf^AFFECTED— 141-09  Lincoln  avenue,  north-  prior  to  the  hearing  in  order  to  be  informed;  and  . 

west  corner  of  142nd  street  (Block  No.  1122,  Lot  Whereas,  it  appears  that  the  area  is  substantially  in  the 
No.  134) ,  South  Jamaica,  Borough  of  Queens.  same  condition  as  when  the  zoning  variance  was  originally 

APPEARANCES —  granted  on  October  8,  1931;  and 

For  Applicant:  Archie  Samuels.  Whereas,  the  board  considers  that  this  is  a  continuing 

For  Opposition:  None.  board  and  that  even  should  the  board  as  now  constituted 

ACTION  OF  BOARD— Resolution  amended  and  time  dgem  ^  area  a  developed  area  within  the  meaning  of 

extended.  AXTn  xrv  Section  7,  subdivision  F,  the  board  considers  that  the 

THE  VOTE  TO  AMEND  RESOLUTION  AND  EA-  previous  finding  that  the  area  is  undeveloped  under  Sec- 

TEND  TIME—  .  w  ,  ,  _  .  .  tion  7,  Subdivision  F  should  be  adhered  to,  since  condi- 

Affirmative:  Chairman  Murdock,  Commission-  t}ons  are  substantially  the  same. 

ers  Savage  and  Blum  and  Assistant  Chief  ^  Resolved,  that  the  Board  of  Standards  and  Appeals  does 

>T  Walsn  .  q  hereby  reaffirm  the  resolution  adopted  by  the  board  on 

Negative  .  0  March  29.  1932,  and  extend  the  zoning  variation  under 

Absent  .  Section  7-F  of  the  Building  Zone  Resolution  for  an  addi- 

THE  RESOLUTION—  tional  period  of  two  years  from  the  date  of  this  action,  on 

(122-31-BZ)  condition  that  all  requirements  imposed  by  the  board  under 

Whereas  this  application  affecting  premises  141-09  Lin-  the  resolution  of  March  29,  1932,  shall  be  complied  with  in 

coin  avenue,  northwest  corner  of  142nd  street,  (Block  No.  all  respects. 

1122  Lot  No.  134),  South  Tamaica,  Borough  of  Queens,  - 

was  granted  by  the  board  October  8,  1931,  for  a  temporary  245-35-BZ. 

period  of  two  years,  on  certain  conditions;  conditions  mod-  APPLICANT— A.  Cantore,  owner. 

ified  March  29,  1932,  period  extended  September  26,  iy32  SUBJECT— Application  (re  decision  of  the  commissioner 

and  owner  through  his  attorneys  Samuels  &  Samuels  re-  Qf  buildings)  under  section  21  of  the  building  zone 

quests  a  further  extension  of  the  temporary  period ;  and  resolution,  to  permit  in  a  residence  district  the 

Whereas  the  application  was  reopened  by  vote  of  the  alteration  and  extension  of  an  existing  store. 

Board  October  1,  1935;  and  PREMISES  AFFECTED— 36-18  30th  street,  west  side, 

Whereas,  a  public  hearing  was  held  on  the  application  164.17  ft.  south  of  Washington  avenue  (B  ode  No. 

by  the  Board  of  Standards  and  Appeals  at  its  regular  342,  Lot  No.  31),  Astoria,  Borough  of  Queens. 
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APPEARANCES— 

For  Applicant:  A.  Cantore. 

For  Opposition:  Fred  Lebart,  Frank  Drha  and 
Henry  G.  Van  Veen. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative  :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  / 

Absent  . 0 

THE  RESOLUTION— 

(24S-35-BZ) 

Whereas,  A.  Cantore,  owner,  filed  September  17,  1935, 
an  application  under  the  building  zone  resolution  to  per¬ 
mit  in  a  residence  district  the  alteration  and  extension  of 
an  existing  store:  premises:  36-18  30th  street,  west  side, 
164.17  ft.  south  of  Washington  avenue  (Block  No.  342,’ 
Lot  No.  31),  Astoria,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  March  31,  1936,  after  due  notice  by  publication  in 

rxr  U  etm  t^ie  Board  of  Standards  and  Appeals ;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  lesolution  show  that  30th  street  is  in  a  residence, 
business  and  unrestricted  district ;  37th  avenue  is  in  a 
business  district ;  36th  avenue  is  in  a  business  district  and 
^Ah  street  is  in  a  residence  and  business  district;  and 
.  Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings  rendered  August  22,  1935,  re  Permit  No.  Alt.  4448/35 
reads : 

The  extension  of  a  store  in  a  residence  district  is 
contrary  to  Art.  2,  Sect.  3  and  6  of  the  zone  law  (not 
further  considered).” 

and 

.  W  hereas,  the  building  is  of  frame  construction,  3  stories 
in  height,  with  a  frontage  of  25.44  ft.  and  a  depth  of  40.3 
ft.,  occupied  1st  story,  store,  the  upper  stories  to  be  used 
as  dwellings;  it  is  proposed  to  extend  the  existing  store 
out  to  the  building  line  a  distance  of  4  ft.  11  yA  in.;  and 

Whereas,  a  committee  of  the  board  in  order  to  be  in¬ 
formed  piior  to  the  hearing  inspected  these  premises  on 
March  27,  1936,  and  is  of  the  opinion  that  it  would  be  a 
mistake  for  the  board  to  permit  the  extension  proposed 
thereon;  and 

Whereas,  the  board  deemed  that  applicant  has  failed  to 
establish  the  basis  of  his  application  under  section  21. 

Resolved,  that  the  decision  of  the  Commissioner  of  Build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


126-35-BZ. 

APPLICANT— Edwin  H.  Snackenberg,  for  Sidney  Hol- 
laender,  owner. 

SUBJECT.—  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  dismissed  for  lack  of  prosecution  ; 

1935)ned  and  restored  to  caIendar  October  22, 

PREMISES  AFFECTED— 182-01  to  182-09  Hillside  ave¬ 
nue  and  87-23  to  87-31  182nd  street,  northeast 
corner  (Block  No.  996,  Lot  No.  1),  Jamaica,  Bor- 
ough  of  Queens. 

APPEARANCES— 

Bor  Applicant :  Edwin  H.  Snackenberg  and 
Morris  Hollaender. 

For  Opposition :  Mark  Shulman,  Abram  Shlef- 
Arn,TA>T  ~stein  and  W-  J-  McGahie. 

OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 


Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  . .  0 

THE  RESOLUTION— 

(126-35-BZ) 

Whereas,  Edwin  H.  Snackenberg,  for  Sidney  Hollaen- 
der,  owner,  filed  May  18,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service  station 
(previously  dismissed  for  lack  of  prosecution)  reopened 
and  restored  to  Calendar  October  22,  1935 ;  premises :  182- 
01  to  182-09  Hillside  avenue  and  87-23  to  87-31  182nd  street 
northeast  corner  (Block  No.  996,  Lot  No.  1),  Jamaica 
Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  31,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the. use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hillside  avenue  is  in  a  busi- 
ness . district;  182nd  street  is  in  a  residence  and  business 
district  and  87th  road  is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Buildings 
rendered  April  29,  1935,  re  App.  No.  1165-1935,  reads:  ’ 
The  erection  of  a  gasoline  service  station  in  a  busi- 
ness  district  is  contrary  to  Art.  2,  Sec.  4  of  the 
B.Z.R.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  106  ft.  on  Hillside  avenue  and  100  ft.  on 
182nd  street,  upon  which  it  is  proposed  to  erect  a  one- 
story  auto  laundry,  grease  room  and  office  structure,  60 
ft.  by  25  ft.,  in  area,  and  also  the  necessary  tanks  and 
pumps  for  a  gasoline  service  station;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises  on 
March  27,  1936;  and 

Whereas,  the  board  deems  that  the  applicant  has  not 
established  hardship  of  the  nature  intended  by  the  Build¬ 
ing  Zone  Resolution  under  Section  21  thereof. 
r>  ^,ef.0've(^>  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


290-35-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Rieka  Ben¬ 
der,  owner. 

SUBJEC  T— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMIES  AFFECTED-32-34  Herbert  street  and  489- 
ooW  rum.?ldt  s,treet>  southwest  corner  (Block  No. 
APPEARANCES^'  15’  16  and  17)’  Borough  of  Brooklyn. 

b  or  Applicant :  Edwin  H.  Snackenberg. 

For  Opposition:  William  Reich  and  Bernard  F 
McLinden. 

^CTION  OF  BOARD  Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative  .  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  . "  ’  .  ^ 

THE  RESOLUTION— 

(290-35-BZ) 

Whereas  Edwin  H.  Snackenberg,  for  Rieka  Bender, 
owner,  filed  October  22,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service -station ; 
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streetf^outhwest  n“^6  £j  «  on  .his  applica.ion 

and  17),  Borough  of  Brooklyn,  and  t-  bv  tbe  Board  of  Standards  and  Appeals,  at  its  regula 

Whereas,  a  public  hearing  was  held  on  this  apphcatio  J  ^  MarCh  31,  1936,  after  due  notice  by  publication  m 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  Bufletin  Qf  the  Board  of  Standards  and  Appeals ;  and 

meeting  March  31,  1936,  after  due  notice  by  publication  i  Whereas  the  use  district  maps  accompanying  the  build- 

IT  Bunetin  of  the  Board  of  Standards  in)  rone  resolution  show  .ha.  Westchester  avenue  ts  m  a 

Whereas  the  use  district  maps  accompanying  t  e  business  district-  Rogers  place  is  in  a  business  and  resi 

,„)\Ho„e  resoin, ion  show  ^  .ntervale  avenue  is  in  a  bus.ness  dts- 

business  district,  nerDeri  succi  111  ,  tnct-  and  . 

and  Richardson  street  is  in  a  business  district ; ^and  Whereas,  the  decision  of  the  Commissioner  of  Buildings, 

Whereas,  the  decision  of  the  Commissmner  of  Buildings,  October  15,  1935,  reads: 

rendered  October  21,  1935,  re  Applic  No.  13056-35 >  reads.  «Your  reqUest  of  July  24,  1935  for  a  permit  for  the 

“Proposed  gasoline  service  station  to  be  located  m  a  king  Qr  storage  of  seventy-five  (75)  motor  vehicles 

business  use  district  is  contrary  to  Art.  II,  Sect.  4a  ^  ^  at  pifeemises  southeast  corner  Westchester 

of  Zone  Resolution.”  avenue  and  Rogers  place,  Section  10,  Block  269/,  Lot 

and  ,  £  ,  ,  35  in  the  Borough  of  The  Bronx,  is  hereby  denied 

Whereas,  the  premises  consist  of  a  plot  of  ground  as’  the  premises  are  located  in  a  business  district  as 

ing  a  frontage  of  47,6  ft.  on  Herbert  street  and [  898  ft.  establishPed  by  the  Building  Zone  Resolution  in  which 

on  Humboldt  street;  it  is  proposed  to  demolish  the  struc  the  king  or  storage  of  more  than  five  (5)  motor 

ture  now  on  the  site  and  to  erect  thereon  a  on  vehicles  is  prohibited.” 

office  and  grease  room  budding  37  ft.  by  25  ft.  in  area  _  , 

and  also  the  necessary  tanks  and  pumps  for  a  gasoline  ‘  Whereas,  the  premises  consist  of  an  irregular  shaped 

service  station;  and  ,  ,  .  ,  ,  •  plot  of  ground  having  a  frontage  of  126.9  ft.  on  Rogers 

Whereas,  a  committee  of  the  board  in  order  to  be  -  ,  bq  £t  on  Westchester  avenue  and  105  ft.  on  E  163rd 

formed  prior  to  the  hearing,  inspected  the  premises ;  and  Jtr’  upQn  the  south  portion  of  the  plot  there  is  located 

Whereas,  the  board  deemed  that  applicant  a  a  one-story  brick  taxpayer  (8  stores)  having  a  frontage  of 

substantiate  his  basis  of  appeal  under  Section  21  on  the  ^  ft  on  E.  163rd  street  and  50  ft.  on  Rogers  place.  _  It 
grounds  of  practical  difficulties  and  unnecessary  hardship^  .g  d  to  use  the  north  portion  of  the  plot  (having 

Resolved ,  that  the  decision  of  the  Gommissioner  of  ^  Montage  of  77  ft.  on  Rogers  place  and  69  ft  on  West- 

Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli  cbester  avenue  for  the  parking  or  storage  of  75  motor 

cation  be  and  it  hereby  is  denied.  vehicles  for  a  temporary  period  of  two  years;  and 

Whereas,  the  premises  in  question  were  inspected  by  a 
committee  of  the  board  prior  to  the  hearing  in  order  to 

fife  parking*  and 

motor  vehicles  hereby  make  a  variation  in  the  application  of  the  use  dis- 

PRFMTSES  AFFECTED— 922  Westchester  avenue,  918  trict  regulations  of  the  building  zone  resolution  an  * 
Roeers  place  southeast  corner  and  909-923  East  the  application  be  and  it  hereby  is  granted  under  Sec  ion 

163rd  street  (Block  No.  2697,  Lot  No.  35),  Bor-  7H  for  a  period  of  two  years  from  the  date  of  faction, 

outh  of  The  Bronx.  so  as  to  permit  that  portion  of  Lot  35,  Block  2697,  now 

APPEARANCES— 6  vacant  and  unbuilt  upon  to  be  used  for  the  parking  and 

For  Applicant:  John  Sullivan.  storage  of  more  than  five  motor  vehicles,  s^hJec4  o 

For  Opposition:  William  T.  Harris.  .  .  conditions  as  the  board  may  deem  desirable  to  impose 

ACTION  OF  BOARD — Application  granted  on  condition.  upon  submission  by  the  applicant  of  a  plan  snowing  en- 

THE  VOTE-  trances,  grading,  curbing  or  walls  on  street  lines  and  other 

Affirmative:  Chairman  Murdock,  Commission-  conditions  for  the  protection  of  the  public;  and  on  further 

ers  Savage  and  Blum  and  Assistant  Chief  condition  that  the  plot  be  occupied  for  no  other  use  than 

Walsh .  4  such  parking  and  storing  and  that  no  motor  vehicles  are 

Negative  .  J  at  any  time  to  be  parked  or  stored  other  than  cars  that 

Absent  .  ^  are  in  a  good  state  of  repair  and  capable  of  being  oper 

THF  RFSOT  IJTION _  ated;  that  such  plan  shall  be  filed  within  two  weeks  and 

1HE  RESOLD  1  ION  that  no  permit  for  the  use  of  this  plot  shall  be  granted 

(328-35-BZ)  by  the  commissioner  of  buildings  under  this  resolution 

Whereas,  Cadwalader,  Wickersham  &  Taft,  for  Mar-  until  sucb  pjan  has  been  submitted  as  herein  required  and 
garet  S.  S.  Carroll  and  Francis  Smyth,  owners,  filed  No-  additional  conditions  imposed  by  the  board. 

vember  13,  1935,  an  application  under  the  building  zone  - - 

resolution  to  permit  in  a  business  district  the  parking  and  Adjourned,  12:05  p.m. 

storage  of  more  than  (5)  motor  vehicles:  premises,  y  FnwAnn  V  Barton  Chief  Clerk. 

Westchester  avenue,  918  Rogers  place,  southeast  corner  _ ’ _ _ 


NOTICE 


Applications,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience*  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING  SUBJECT — Application  for  reopening — amendment — re 

TUESDAY  AFTERNOON,  MARCH  31,  1936  Application  (decision  of  the  superintendent  of 

i a  m.  •  at  j  i  r'  •  •  o  buildings)  under  section  21  of  the  building  zone 

j  TtPirri"  o  Chairman  Murdock  Commissioners  Savage  resolution,  permitting  in  a  business  district  the 

a  d  Blum  and  Assistant  Chief  Walsh.  erection  and  maintenance  of  a  gasoline  service 

-  station. 

BUILDING  ZONE  CASES  PREMISES  AFFECTED— 1180-1188  Myrtle  avenue  and 

18-36-BZ.  004-008  Bushwick  avenue,  southwest  corner  (Block 

APPLICANT — Capitol  Theatre  Bus  Terminal,  Inc.  APPEARANCES-01  N°'  24)’  B°r°Ugh  °f  Brooklyn- 
0essee),  for  Messmore  Kendall  owner.  For  Applicant :  Joseph  B.  Lynch. 

SUBJECT— Application  (re  decision  of  the  commissioner  ACTION  OF  BOARD-Appl.cation  reopened  and  resolu- 
of  buildings)  under  sections  7c,  7e  and  21  of  the  tions  of  March  5,  1935,  March  26,  1935  and  June 

HSdmigtlf0ne  /eSolutl°?’  to  P?™11  in  f.  business  18,  1935,  rescinded,  and  resolution  of  January  23 

district  the  extension  of  an  existing  parking  space  1934,  reinstated;  application  laid  over  to  April  14 

*°Lf  nrC  f  -m6  (5f  m°f r  tVehldeSi  and  the  1936  at  2  P‘m-  Application  to  file  smaller  plans.’ 

p p fm t I f I  £ ff£ f If f us.  tce1rminal-  ,  the  VOTE  TO  REOPEN- 

P REMISES  AFFECTED-236-250  West  51st  street  south  Affirmative:  Chairman  Murdock,  Commission- 

50th  street*  Z.  1511 “lS'M  ^60  ^  “d  Assis‘“‘  <*«*  „ 

inch,  5,  6,  8,  9  and  part  of  Lot  No.  10),  Borough  Negative  n 

of  Manhattan.  Absent  .  0 

APpEA|ANCES-  ;  d  Sobe|  THmar?HE5,  ms,  MEASRc£D26Rlf5°kND  JUNE °8F 

ACTIONF06FOPBPoXRD-Lai0dnover  to  April  14,  1936,  a.  2  Jg&  )3N^INSTATE  RESOLUTION  OF  JAN- 

-  zsS&tKz  Sto  bu"di-  '  sms 

_  Walsh .  4 

338-35-BZ.  Negative  . 0 

APPLICANT— George  Alexander,  Jr.,  for  Avenue  D  ^  bCnt  .  ® 

Building  Co.,  Inc.,  owner.  _ 

SUBJECT — Application  (re  decision  of  the  commissioner  1236-27-BZ. 

of  buildings)  under  section  21  of  the  building  zone  APPLICANT-Archie  H.  Samuels,  for  Dorothy  Rehder 

resolution,  to  permit  partly  in  a  business  district  owner  * 

and  partly  in  an  unrestricted  district  the  change  SUBJECT-Application  for  reopening-extension  of  per- 
motfffff  °f  pa-rt  °n  an  exlsting  building  to  a  mit— re  Application  (decision  of  the  commissioner 

PREMISES  AFFECTEDdl599?i609  Flatbush  avenue, 

:(rUee.ea(SHoCc0kNro.  ^LoTnc*’ ^73)°  Brough  of  S”  mai"tenan“  °f  1 

APPFARA°fe  PREMISES  AFFECTED-Southeast  corner  of  Wood- 

^  ot  f .  T  ,  ir  T  haven  boulevard  and  163rd  avenue  (Block  No. 

For  Applicant.  Joseph  M.  Lonergan.  4046,  Lot  No.  63),  Aqueduct,  Borough  of  Queens. 

bor  Opposition:  L.  W.  Hollenbach.  APPEARANCFS _  w 

ACTION  OF  BOARD— Laid  oyer  to  April  14,  1936,  at  2  For  Applicant :  Samuel  F.  Feinberg 

mf  basemenf nt  ^  meth°d  °f  ACTI0N  OF  BOARD-Application  reopened,  calendar 

call  waived  and  set  for  hearing  April  21,  1936,  at 
Q  10  a.m.  Applicant  to  notify  property  owners  in 

ly-ao-mz..  the  affected  area  by  regular  mail  not  later  than 

APPLICANT — Empire  State  Lines,  Inc.,  for  S.  J.  Reck-  April  9,  1936. 

ford,  et  ah,  Executors  for  Estate  of  L.  J.  Reck-  dHE  VOTE  TO  REOPEN — 

ford,  owners.  Affirmative :  Chairman  Murdock,  Commission- 

SUBJECT— Application  (re  decision  of  the  commissioner  ers  Savage  and  Blum  and  Assistant  Chief 

of  buildings)  under  sections  7h  and  21  of  the  Walsh .  4 

building  zone  resolution,  to  permit  in  a  business  Negative  .  0 

use  district  the  storage  and  parking  of  more  than  Absent  .  0 

five  (5)  motor  vehicles  as  a  bus  terminal. 

PREMISES  AFFECTED— 555-557  West  167th  street  and  17rft_ ?7  R7  - 

1142-1144  St.  Nicholas  avenue,  northeast  corner  athit  t  ^ 

(Block  No.  2124,  Lot  Nos.  40  and  41),  Borough  APPLICANT— Louis  Rogell,  for  Ozark  Realty  Corp., 

of  Manhattan.  owner. 

APPEARANCES —  SLTBJECT — Application  for  reopening — amendment — re 

For  Applicant:  Gilbert  Lazerus,  James  E.  Free-  Application  (decision  of  the  superintendent  of 

hill  and  Sidney  Engelhardt.  buildings)  under  section  21  of  the  building  zone 

For  Opposition :  None.  resolution,  permitting  in  a  business  district  the 

ACTION  OF  BOARD— Laid  over  to  April  14,  1936,  at  2  erection  and  maintenance  of  a  gasoline  service 

p.m.,  awaiting  action  on  amendment  to  building  station. 

zone  resolution  by  Board  of  Estimate.  "  PREMISES  AFFECTED— 3465-3479  Fort  Hamilton  park- 

_  way,  south  side,  225  ft.  west  of  Chester  avenue 

98-30-BZ.  (Block  No.  5302,  Lot  No.  32),  Borough  of  Brook- 

APPLICANT— L.  B.  Gatchell,  for  Colonial  Beacon  Oil  APPEARANCES— 

Co.,  Inc.,  owner.  For  Applicant :  Louis  A.  Reiter. 
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ACTION  OF  BOARD— Request  to  reopen  wthdrawn. 

THE  VOTE  TO  WITHDRAW  REQUEST  FOR  RE¬ 
OPENING—  ^ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chiel 

Walsh . . .  4 

Negative  .  n 

Absent  . 


351-26-BZ.  „  u 

APPLICANT — Saul  Goldsmith,  for  Edgemont  Realty 
Corporation,  owner.  . 

SUB  TECT— Application  for  reopening— amendment— re 
New  Application  (decision  of  the  commissioner 
of  buildings)  under  sections  7b  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
district  the  extension  in  height  of  an  existing 
building  used  for  business  purposes  (stores)  pre¬ 
viously  granted  by  the  board.  _ 

PREMISES  AFFECTED— 178-186  Parkside  avenue  and 
333-345  Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of  Brooklyn. 

APPEARANCES—  „  ,  ,  .  ,  ,  ....... 

For  Applicant:  Saul  Goldsmith  and  William 

Walzer.  .  ,  ,  .  ,  . 

ACTION  OF  BOARD— Application  reopened,  subject  to 

usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 

Absent  .  u 


414-20-BZ. 

APPLICANT— Ashley  and  Booth,  for  Rose  Ash,  owner. 

SUBJECT— Application  for  reopening— extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  under  section  7f  of  the  building 
zone  resolution,  permitting  on  a  plot  of  ground  in 
a  residence  district  the  erection  and  maintenance 
for  a  temporary  period  of  eighty  (80)  individual 
garages  to  be  rented  to  persons  not  residing  on 
the  premises. 

PREMISES  AFFECTED— Southwest  corner  of  West 
186th  street  and  Laurel  Hill  terrace  (Block  No. 
2149,  Lot  No.  84),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Everett  Booth. 

ACTION  OF  BOARD— Application  reopened,  calendar 
call  waived  and  set  for  hearing  April  21,  1936,  at 
10  a.m.  Applicant  to  notify  property  owners  m 
the  affected  area  by  regular  mail  not  later  than 
April  9,  1936. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  j: 

Absent  .  u 


31-33-BZ. 

APPLICANT— John  J.  M.  O’Shea,  for  Denis  P.  Healy, 
owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station  previ¬ 
ously  granted  by  the  board  for  a  temporary  period 
of  two  (2)  years  (temporary  permit  has  expired 
and  station  has  not  been  erected)  ;  reopened  June 
18,  1935). 


PREMISES  AFFECTED — 610-622  Utica  avenue  north- 
west  corner  of  Winthrop  street  (Block  No.  46(Jj, 
Lot  Nos.  40  and  43),  Borough  of  Brooklyn. 

APPEARANCES- 

For  Applicant:  John  J.  M.  O  Shea. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ••••••• . .■  * : .  u 

Negative  :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . 

THE  RESOLUTION— 

(31-33-BZ) 

Whereas,  this  application  to  permit  partly  in  a  resi¬ 
dence  use  district  and  partly  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  station  at- 
fecting  premises  610-622  Utica  avenue  northwest  corner 
of  Winthrop  street  (Block  No.  4603,  Lot  Nos.  40  and 
43),  Borough  of  Brooklyn,  was  granted  by  the  board  June 
9  1933,  for  a  period  of  two  years  on  certain  conditions, 
time  to  obtain  permits  and  complete  work  extended  Sep¬ 
tember  19,  1933;  a  similar  request  for  extension  of  time 
to  obtain  permits  and  complete  work  denied  September 
18,  1934,  time  extended  to  obtain  permits  and  complete 
work  by  order  of  Court  April  16,  1935  ;  and 

Whereas,  the  owner  through  his  attorney  John  J.  M. 
O’Shea  requested  a  further  extension,  of  the  temporary 
period  for  five  years  and  the  time  to  complete  the  w*ork, 
the  temporary  permit  having  expired  and  work  not  hav¬ 
ing  been  completed  ;  and  , 

Whereas,  this  case  was  reopened  by  vote  of  the  board 

June  18,  1935;  and  _  . 

W^hereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  31,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ,  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Utica  avenue  is  in  a  business 
district ;  Winthrop  street  is  in  residence  and  business  dis¬ 
tricts  and  East  49th  street  is  in  a  residence  distnct,  and 
Whereas,  the  decision  of  the  Commissioner  of  Buildings, 
rendered  December  30,  1935,  reads:  . 

“Proposed  gasoline  service  station  to  be  located 
partly  in  a  business  use  and  partly  in  a  residential 
district  is  contrary  to  Art.  II,  Sect.  4a  and  Sect.  3, 
respectively,  of  Zone  Resolution.’ 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  120  ft.  on  Winthrop  street  and  100  ft. 
on  Utica  avenue.  The  west  portion  of  the  plot  extends 
into  the  residence  district  for  a  distance  of  20  ft.  and  the 
remainder  of  the  plot  is  in  the  residence  district ;  proposes 
to  erect  upon  the  plot  a  one-story  building  24  ft.  by  56 
ft.  in  area  to  be  used  as  an  auto  laundry,  lubritorium  and 
office  and  proposes  also,  to  erect  the  necessary  tanks  and 
pumps  for  a  gasoline  service  station;  and 

Whereas,  the  board  in  order  to  be  informed  inspected 
these  premises  prior  to  the  hearing ;  and 

Whereas,  the  board  deemed  that  applicant  had  failed  to 
substantiate  the  basis  of  his  application  for  renewal  of 
the  permit  and  its  extensions  for  a  period  of  five  years. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed  and  the  application 
be  and  it  hereby  is  denied. 


177-32-BZ. 

APPLICANT— John  Kenlon,  for  Trebuhs  Realty  Co., 
Inc.,  owners. 

SUBJECT— Application  for  reopening— consideration  un¬ 
der  new  facts — re  Application  (decision  of  the 
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commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED — 251  West  67th  street  and  156- 
166  West  End  avenue,  northeast  corner  (Block 

a  r>T->T7  a  No>  *)>  Borough  of  Manhattan. 

APPEARANCES — 

E°r  Applicant.  John  Kenlon,  George  F.  Convey 
Robert  C.  Fulton,  Paul  T.  O’Keefe  and  Wini¬ 
fred  Watson. 

tSe  votTtorIoFIn9-5'  ,0  reopen  denied- 

Affirmative  .  q 

Negative  .  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  . *  .  q 

THE  RESOLUTION— 

(177-32-BZ) 

Whereas,  this  application,  affecting  premises  166  West 
BHd^enue,  northeast  corner  of  West  67th  street  (Block 
No.  1159,  Lot  No.  1),  Borough  of  Manhattan,  to  permit  in 
a  business  use  district  the  erection  and  maintenance  of  a 
gasoline  service  station,  was  denied  by  the  board  at  its 
meeting  June  14,  1932;  and 

Whereas,  the  owner  through  its  representative  John 
Kenlon,  requested  a  reopening  of  the  case;  and 
Whereas,  a  committee  of  the  board  reported  on  this  re¬ 
quest  for  reopening  which  report  was  read  at  the  hearing 
and  wmch  report  follows  : 

REPORT  OF  COMMITTEE  OF  INSPECTION 

r.  r  March  30,  1936. 

Re:  Cal.  No.  177-32-BZ. 

■PiTmIses:  166  West  End  avenue,  northeast  corner  W. 
67th  Street,  Manhattan. 

This  is  an  application  for  a  rehearing  of  an  appeal 
which  was  denied  under  this  calendar  number  on  June 
14,  1932.  This  plot  is  100  ft.  by  125  ft.,  all  in  a  busi¬ 
ness  use  district.  The  variation  asked  for  was  to  per¬ 
mit  use  as  a  gasoline  station,  which  is  a  prohibited  use 
in  a  business  district.  In  April,  1934,  a  similar  request 
tor  a  rehearing  was  denied  after  an  inspection 
At  the  original  hearing  in  June,  1932,  it  was  stated 
that  the  owmers,  Trebhus  Realty  Company,  purchased 
the  property  in  1926.  It  was  zoned  for  business  use;  a 
gasoline  station  was  a  prohibited  use.  The  applicant 
stated:  “The  property,  possibly  at  that  time,  had  a 
tuture.  As  a  matter  of  fact,  they  bought  it  because 
they  believed  some  time  the  residence  occupancy  of 

West  End  avenue  would  move  down” — and _ “This 

piece  of  property  at  the  time  it  was  bought  was  not  a 
paying  proposition;  they  bought  it  for  a  future.”  When 
purchased,  the  property  had  an  old  warehouse  on  it. 

I  his  burned  down  and  the  premises  have  for  the  past 
two  years  been  used  as  a  playground  under  the  juris- 
c  iction  of  the  Park  Commissioner,  which  use  pays  no 
rental  and  taxes  are  not  abated. 

The  Courts  have  ruled  that  this  board  must  not 
reopen  and  rehear  an  appeal  once  decided  unless  there 
vuu  substantial  new  facts  not  previously  presented. 

lat  is  presented  now  is  that  the  owners  have  con¬ 
tinued  to  find  as  they  had  learned  in  1932,  after  then 
owning  the  property  for  six  years,  that  their  acquisi¬ 
tion  as  a  possible  apartment  site  will  either  never  ma¬ 
terialize  or  is  farther  off  than  they  reckoned.  They 
c  aim  that  they  have  listed  the  property  with  numerous 
brokers  and  have  had  no  offers.  During  the  past  few 
feal  6State  “arket  has  been  at  a  very  low 
a  iUe  t0,  -he  dePression  and  many  plots  better  situ- 
ated  than  this  one  have  not  been  salable. 

iO’?ieTuneral  section  has  not  changed  character  since 
;  ■  1  he  garages  in  the  general  area  have  been  there 

or  some  years,  except  the  one  recently  erected  within 


and 


the  uni  estricted  area  on  West  68th  street  with  a  busi¬ 
ness  use  extension  to  the  corner  of  West  End  avenue 
diagonally  opposite  this  plot  in  question. 

In  the  committee  s  opinion,  after  reviewing  the  prev¬ 
ious  records  and  inspecting  the  site  and  the  surround¬ 
ing  area,  there  are  no  substantial  new  facts  that  justify 
a  rehearing.  It  should  be  pointed  out  that  if,  as 
claimed,  the  section  is  good  only  for  automobile  uses 
because  of  the  existing  uses  as  such,  that  all  owners 
ot  West  End  avenue  blocks  from  66th  street,  which  is 
already  partly  zoned  for  unrestricted  use,  to  70th  street, 
are  ffiso  improperly  zoned.  If  that  is  so,  relief  should 
be  had  by  petitioning  the  Board  of  Estimate  and  Ap¬ 
portionment  to  rezone  this  area  from  business  to  unre¬ 
stricted  use. 

The  committee  recommends  that  the  request  for  a 
rehearing  be  denied. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Commissioners. 


Whereas,  the  board  deemed  that  there  were  no  new 
tacts  submitted,  sufficient  to  justify  a  reopening  of  this 
case. 

Resolved,  that  the  request  for  reopening  be  and  it  herebv 
is  denied. 


249-33-BZ. 

^ELICANT-  Gelkom  Realty  Corporation,  owner. 
c>Ul3jr.Li  Application  for  reopening — consideration  un¬ 
der  new  facts— re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED — 1312-1314  Fifth  avenue,  north¬ 
west  corner  of  West  110th  street  (Block  No  1594 

APPEARANCES3-’  B°r°Ugh  °f  Manhattan- 

For  Applicant:  G.  A.  Rogers,  Elliott  L.  Ward 
Milton  M.  Meltzer,  J.  Louis  Geller  and  Isaac 
Hertz. 

raF  voTCTORloraS1-5'  to  reopen  denied- 

Affirmative  .  q 

Negative  :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Absent  . q 

THE  RESOLUTION— 

(249-33-BZ) 

Whereas,  this  application  affecting  premises  1312-1314 
hiith  avenue  northwest  corner  of  West  110th  street  (Block 
No.  1594,  Lot  No.  36),  Borough  of  Manhattan,  to  permit 
in  a  business  use  district  the  erection  and  maintenance  of 
a  gasoline  service  station  was  granted  by  the  board  No¬ 
vember  8  1933  on  certain  conditions  and  the  resolution 
amended  September  25,  1934;  and 

Whereas,  the  action  of  the  board  was  reversed  bv  the 
Court  of  Appeals;  and 

Whereas,  applicant  now  requests  a  reopening  of  the  case 
on  the  basis  of  new  facts ;  and 

Whereas,  a  committee  of  the  board  reported  on  this  re- 
quest  for  reopening  which  report  was  read  at  the  hearing 
and  which  report  follows : 

REPORT  OF  COMMITTEE  OF  INSPECTION. 

Re  .-Cal.  No.  249-33-BZ.  March  30,  1936. 

f;nTiseS  ‘  Northwest  corner  Fifth  avenue  and  West 
110th  street,  (Block  1594,  Lot  36),  Borough  of  Man¬ 
hattan. 

An  application  was  made  for  a  rehearing  of  an  ap- 
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holly  in  STalS  ^933^ b“e“!heir  cal^ 

service  station  on  this  plot  located  wh  y  .  .  lation  on  the  terms  of  the  recorded  lease.  .  , 

zoned  for  business  uses,  in  which  a  gasoline  station  is  The  appiicant  contends  that  there  is  a  constitutional 

a  prohibited  use.  The  record  m  the  appeal  is  co  question  involved  on  which  he  desires  a  ruling  of  the 

plete  including  a  full  hearing  before  this ;  board  a  re-  ^  opportunity  would  be  presented  upon  denial 

port  of  committee  finding  that  ample  hardship  existea  request  to  reopen  and  rehear, 

to  warrant  the  board  exercising  its  discretion  to  gran  ot  t  q  estion  of  reopening  the  committee  is  of 

the  relief  sought  and  a  recommendation  tha i  such  that  no  new  substantial  facts  have  been 

relief  be  granted.  The  board  unanimously  followed  reseated  Unquestionably  conditions  are  no  better 

that  recommendation  and  imposed  conditions  to  m-  Sire  perhaps  worse  than  in  1933,  but  had  the  present 

sure  protection  to  the  public  and  to  the  adjoining  conditions  been  before  the  board  and  the  Courts  in 

properties.  Thereafter  upon  court  review  the  decision  c^d  ^  committee  believes  that  the  same  action 

of  the  board  was  upheld  by  Mr.  Justice  McCook  a  would  have  been  taken.  Furthermore  the  committee 

by  the  Appellate  Division  but  reversed  by  the  Court  ld  hesitate  to  recommend  a  rehearing  in  view  of 

of  Appeals,  not,  we  understand,  as  in  former -instances  decision  of  the  Court  of  Appeals  unless  the  new 

on  the  ground  that  the  unnecessary  hardship  which  “*ts  were  so  impelling  as  to  present  a  marked  change 

the  board  found  as  a  perrequisite  to  this  exercise  ot  .  the  immediate  area  affecting  the  premises  in  a  vital 

discretion,  was  not  actually  present  but  upon  a  new  differing  from  former  basis  of  appeal, 

principle  that  even  though  hardship  was  found  o  exu  The  committee  recommends  that  the  request  for  re- 

“still  .  .  .  the  case  did  not  warrant  exercise  o f  t  ,  ■  „  be  denied. 

delicate  jurisdiction  to  vary.”  Y.  W.  H.  A.  vs.  Board  ‘  °  (Signed)  HARRIS  H.  MURDOCK, 

of  Standards  and  Appeals.  ,  °  Chairman. 

The  Courts  have  ruled  that  this  board  cannot  reopen  BERNARD  A.  SAVAGE, 

and  rehear  a  decision  once  made  unless  there  are  sub-  CHARLES  M.  BLUM, 

stantial  new  facts  not  previously  presented  and  whic  Committee  of  Inspection, 

would  change  the  aspect  of  the  case  The  applicant 

claims  there  are  such  new  facts  which  are  briefly  and  ^  deemed  ^  the  recommendation 

summarized  as  follows.  .  ,  ’  tn  ripnv  the  request  for  reopening  should 

1.  That  there  has  been  a  decided  change  in  the  neigh-  of  th^comnuttee  to  deny  ttie  request 

2  That  the  required  observance  of  the  provisions  of  Resolved ,  that  the  request  to  reopen  this  applicatio  ^ 

the  Multiple  Dwelling  Law  will  result  in  buildings  and  it  hereby  is  denied. 
in  this  neighborhood  being  closed  and  boaided.  - 

3.  The  sub-surface  condition  makes  a  practical  cht-  507.32-BZ.  ^  ^ 

ficulty  and  cost  of  foundation  would  be  prohibitive.  ICANT _ Austin  W.  Magee,  for  Ihe  Texas  Com- 

4.  That'  the  theatre  and  stores  are  now  vacant  and  -  pany  lessee.  .  , 

there  is  no  income  except  small  rents  for  sign  pnvi-  cttRTECT _ Application  for  reopening  amendment  re 

leges  and  a  fruit  stand.  ,  "  Application  (decision  of  the  superintendent  o 

Upon  inspection  by  a  committee  of  the  board  on  buildings)  under  section  21  of  the  building  zone 

March  26,  1936,  the  committee  found  that  the  general  resolution,  permitting  in  a  business  district  tne 

condition  as  set  forth  in  the  committeee’s  report  ot  erection  and  maintenance  of  a  gasoline  service 

November  2,  1933  have  not  improved  but  have  become  station.  f  ?  5 

worse  from  the  standpoint  of  the  useability  of  this  plot  pREMISES  AFFECTED— Northwest  corner  ot  koose- 
for  a  conforming  use.  The  building  is  now  unten-  velt  avenue  and  50th  street  (Block  No.  138  Lot 

anted  as  a  theatre  and  offices  and  the  trend  of  racial  Nos.  55,  60  and  61),  Woodside,  Borough 

population  changes  has  increased  in  this  area.  Queens. 

The  subsurface  conditions  were  known  to  members  APPEARANCES—  . 

nf  the  committee  in  1933  but  were  not  discussed  be-  Eor  Applicant:  Austin  VV.  Magee. 

?ause  no  Reference  was  made  to  them  at  the  hearing.  ACTION  OF  BOARD — Application  reopened  and  resolu- 
From  information  obtained,  the  committee  do  not  find  tion  amended. 

that  this  condition  presents  any  practical  difficulty.  THE  VOTE  TO  REOPEN  Commission- 

Rock,  from  records  appears  to  be  only  twenty-five  feet  Affirmative  :  Chair man  Mu xd  ^  Chie£ 

below  existing  grade  and  from  examination  of  the  ers  Savage  and  Blum  <.  4 

plans  of  the  existing  building,  the  footings  constructed  Walsh . !’.*.!!!”!!!  0 

are  as  ordinarily  used  for  a  building  erected  on  a  Negative  .  q 

gravel  base.  It  was  not  found  necessary  then  to  carry  V0TE  TO  AMEND  RESOLUTION—' 

footings  to  rock.  Affirmative:  Chairman  Murdock,  Commission- 

On  the  question  of  the  enforcement  of  the  law  caus-  ers  Savage  and  Blum  and  Assistant  Chief 

ing  buildings  to  be  boarded  up,  it  would  not  appeal  Walsh .  n 

that  this  has  as  yet  had  that  effect  and  that  result  Negative  .  « 

should  not  be  assumed.  Absent  .  U 

From  records  in  the  Tax  Department  it  has  been  TH£  rESOLUTION— 
found  that  the  assessment  valuations  for  the  land  only  (507-32-BZ) 

were  as  follows:  1932 — $125,000,  1933  $115,000,  1934  nlication  affecting  premises  northwest 

$105,000,  1935— $150,000,  1936-^105,000  Dunns ;  t these  aalld  s4  street  (Block  No 

years  the  building  was  assessed  in  addition  at  $25,000  cor  Woodside,  Borough  of 

to  $30,000.  The  increase  is  explained  by  the  assessors  board  January  20,  1933,  on 

taking  note  of  a  recorded  lease  for  21  yeais  calling  ~  ta;n  conditions  time  extended  December  5,  1933,  resolu- 

for  a  rental  of  $10,000  per  nSlaho^fina^hree  tion  amended  June  26,  1934,  and  applicant  requests  a  fur- 

for  gasoline  sold  in  excess  of  210,000  gallons  in  a  tnree 

When  aPdvL°ed  lha,  Sis°&  was'o^ol/ec  '  Resold, 

S™d.  Se^sstenf  w^edS^The  1934  figut  —eH,  resdu.lon  adopted  on  June  26.  1934,  only  so 
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far  as  it  refers  to  signs,  so  that  as  amended  this  portion 
ot  the  resolution  shall  read: 

. .•  • .  •  Biat  advertising  signs  shall  be  confined  to 

illuminated  globes  of  pumps  and  to  permanent  flat 
signs  attached  to  the  facades  of  the  accessory  build- 
lnSs>  excluding  all  signs  of  a  temporary  nature,  but 
permitting  two  (2)  post  standards  to  be  erected  within 
the  building  line  along  Roosevelt  avenue  to  carry  il¬ 
luminated  signs  advertising  only  the  brand  of  gasoline 
on  sale,  on  condition  that  such  signs  shall  not  extend 
beyond  the  building  line  more  than  8  ft.” 

and  that  other  than  as  amended  herein  the  resolution 
adopted  by  the  board  on  January  20,  1933,  as  amended  by 
resolution  adopted  January  26,  1934,  shall  be  complied  with 
in  all  respects. 


340-31-BZ. 

APPLICANT— Conroy  and  Hardy,  for  Edward  W.  Crop- 
sey,  James  L.  Cropsey  and  C.  &  M.  Holding  Co 
owners. 

SUBJECT— Application  for  reopening— extension  of  time 


APPEARANCES— 

a  APPIicant :  Peter  Mastandrea. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . . 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . . 

Negative  . "  [ 

Absent  . 

THE  RESOLUTION— 

(1079-27-BZ) 

\\  hereas,  this  application  affecting  premises  southwest 

corner  of  Utica  avenue  and  Avenue  O  (Block  No.  8490 


re  Application  (decision  of  the  superintendent  ^ot  ^  ,40’) »  Borough  of  Brooklyn,  was  granted  by  the 

k„.m, n  — . - •  ~  .  board  February  28,  1928,  on  certain  conditions,  resolution 

amended  January  14,  1930  and  March  6,  1934,  and  owner 
requests  a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
i\Crei °&Zmer\d  resolution  adopted  by  the  board  on  January 
t  ’u'  y  so  ^ar  aS  ^  kas  reference  to  curbs  on  the 

building  line,  so  that  as  amended  this  portion  of  the  reso¬ 
lution  shall  read : 

“•  •  •  that  concrete  curbing  not  less  than  12-in  in 

width  and  not  less  than  5  in.  in  height  above  grade 
with  rounded  top  shall  be  erected  along  the  building 
line  on  the  street  fronts  other  than  for  driveway 
accommodations 

and  that  other  than  as  amended  herein  the  resolution 
adopted  on  January  14,  1930,  shall  be  complied  with  in  all 
respects. 


of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
election  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 2402-2418  Cropsey  avenue 
southwest  corner  of  24th  avenue  (Block  No.  6927 

APPEARANCES—  ^  48>’  B°rOUgh  of  Brooklyn. 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affiimative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . ’  ’  . . r> 

Absent  . 

THE  VOTE  TO  EXTEND  TIME— . 

Affirmative:  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . ......... .  q 

Absent 


0 


4 


0 


THE  RESOLUTION— 

(340-31-BZ) 

V  hereas,  this  application  affecting  premises  2402-2428 

NT°PkSo?7aieiIlxT  S0^hwe5t  corner  of  24th  avenue  (Block 
rvo.  6927  Lot  Nos.  47  and  48),  Borough  of  Brooklyn,  was 

granted  by  the  board  July  22,  1932,  on  certain  conditions, 
°Ptain  Permits  and  complete  work  extended  from 
o  time,  and  applicant  requests  a  further  extension. 
Resolved,  that  the  Board  of  Standards  and  Appeals  does 
treby  amend  resolution  adopted  by  the  board  on  October 
’  so  that  as  amended  the  resolution  shall  read: 

■  • .  ■  *°  exte.nd  the  time  within  which  to  obtain 

permi  s  after  filing  plans  with  the  commissioner  of 
buildings  and  complete  all  work  to  one  year  from  the 
date  oi  that  resolution,  namely,  October  1,  1935,” 
on '  condition  that  other  than  as  amended  herein  the  reso- 

amennrf^°Pieu  V  the  b°r  : r?  on  July  22-  1932’  as  thereafter 
amended,  shall  be  complied  with  in  all  respects. 


1079-27-BZ. 

— Beter  Mastandrea,  owner. 

5  B  V  —Application  for  reopening— amendment— re 

Application  (decision  of  the  fire  commissioner) 
under  section  21  of  the  building  zone  resolution 
permitting  in  a  business  district  the  erection  and 
PRKMTQi7cnt' gasoline  service  station. 

SES  AFFECTED— 2259  Utica  avenue,  southeast 

-nerT  °ff  ®ve“ue  and  Avenue  O  (Block  No. 

8490,  Lot  No.  40),  Borough  of  Brooklyn. 


538-32-BZ. 

^r^pfJ^ANT  Charles  Kalb,  for  Anna  Kalb,  owner. 

outjj  r-LL  Application  for  reopening — amendment — re 
Application  (re  decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  motor  vehicles. 

PREMISES  AFFECTED — Southwest  corner  of  120th 
street  and  14th  road  (Block  No.  115,  Lot  No.  5) 
College  Point,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Barnet  Quart. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tions  of  February  17,  1933  and  September  19,  1933 
rescinded. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh . . .  4 

Negative  . !!!!!!.*!!!!!! .  0 

Absent  . ’  ’  ’  . .  n 

TO  RESCIND  RESOLUTIONS  OF  FEB¬ 
RUARY  17,  1933  AND  SEPTEMBER  19,  1933— 
Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative  .  '  .  . . .  « 

Absent  . ’  ’  _  .  q 

THE  RESOLUTION— 

(538-32-BZ) 

V  hereas,  this  application  affecting  premises  southwest 
corner  of  120th  street  and  14th  road  (Block  No.  115,  Lot 

in°'k  ’  fiolle&£  Boint-  Borough  of  Queens,  was  granted  by 
the  board  on  February  17,  1933,  on  certain  conditions  and 
resolution  amended  September  19,  1933;  and 
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minutes 


Whekeas,  the  applicant  requested  the  rescindment  of 

both  resolutions.  , 

Resolved  that  the  resolutions  of  February  17,  193.3  and 
September  ’l9,  1933,  be  and  they  hereby  are  rescinded. 


™E  VAffiEmlt?veREChIau-nian  Murdock,  Commission- 
Savage  and  Blum  and  Assistant  Chief 


ers 


312-35-BZ. 

APPLICANT— Frackman  and  Robins,  for  La  Fontaine 
tt  states  Inc.,  owner.  .  , 

SUBTECT _ Application  for  reopening  amendmen  r 

^Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  district  t 
change  of  occupancy  of  an  existing  building  o 
tavern,  restaurant  and  dwelling.  j  i  C7 

PREMISES  AFFECTED— 2231  Grand  Concourse  and  157 
East  182nd  street,  northwest  corner  (Block  No. 
3163,  Lot  No.  40),  Borough  of  The  Bronx. 

APPEARANCES—  ,  , 

For  Applicant:  Mark  Frackman. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THF  VOTE  TO  REOPEN —  _  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chiet 

Walsh . I 

Negative  .  f 

THE  VOtTtO  '  AMEND ' RESOLUTION-  ' . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  j 

Negative  .  , 

Absent  . 


Walsh .  q 

Negative  .  g 

THE  VOTE"  TO  '  AMEND '  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  q 

Negative  .  q 

Absent  . 

THE  RESOLUTION— 

(215-20-BZ) 

Whereas,  this  application  affecting  premises  1644  to  1654 
Bedford  avenue,  southwest  corner  of  Crown  street  (Block 
No  1294  Lot  No.  1),  Borough  of  Brooklyn,  was  granted 
bv ’the  board  June  29,  1920,  on  certain  conditions  and 
lessee,  through  its  architect,  Murray  Klein,  requested  an 

amendment  of  the  resolution.  ,  ,  hnnrd  nn 

Resolved  that  the  resolution  adopted  by  the boarf.-°„ 
June  29  1920,  be  and  it  hereby  is  amended,  by  adding 

ther-“ha;hL£*e°Wevegn«  that  the  owner  desires  to  install 
three  Mugler  automobile  pits  within  this  building,  such 
pits  may  be  installed  on  condition  that  all  laws  and 
regulations  that  may  have  application  thereto  shall  be 
complied  with.” 

APPEALS  FROM  ADMINISTRATIVE  ORDERS 


41-36-A.  .  r  TT  c 

APPLICANT — Scharlin  Motor  Corp.  (lessee),  for  U.  s. 

Realtv  &  Improvement  Co.,  owner.  . 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 

of  buildings. 

PREMISES  AFFECTED  883-889  First  avenue  and  349- 
363  East  49th  street,  northwest  corner  (Block  JNo. 
1342,  Lot  Nos.  20  to  26),  Borough  of  Manhattan. 


THE  RESOLUTION— 

(312-35-BZ) 

Whereas,  this  application  affecting  premises  2231  Grand 
Concourse  and  157  East  182nd  street,  northwest  corner 
(Block  No.  3163,  Lot  No.  40),  Borough  of  The  Bronx,  J WrFc 

was  granted  by  the  board  February  18,  1936,  on .certain  APPEARANCES^  A  Kaplan. 

conditions,  and  applicant  requested  an  amendment  of  ACTION  OF  BOARD— Appeal  denied, 

resolution.  ,  ‘ 

Resolved,  that  the  resolution  adopted  by  the  board  < m 
February  18,  1936,  be  and  it  hereby  is  amended,  so  that 
as  amended  it  will  read  as  follows : 

“granted  under  section  21  thereof  for  a  period  of  two 
years  from  February  18,  1936,  permitting  the  ground 
floor  to  be  used  as  a  public  restaurant  on  condition 
that  no  exterior  sign  shall  be  erected  except  one  sign 
on  the  door  to  the  premises  setting  forth  the  name  ot 
the  restaurant  only;  that  the  second  story  of  the  prem¬ 
ises  shall  be  unused  except  that  access  may  be  main¬ 
tained  to  and  from  the  first  story  to  the  second  story  a 
bathroom,  on  condition  that  all  other  rooms  on  the 
second  floor  shall  be  kept  blocked  off  and  unused  at 
all  times ;  that  the  building  shall  not  be  increased  in 
height  or  area.” 


215-20-BZ. 

APPLICANT— Murray  Klein,  for  Henry  Motor  Co.,  Inc., 

lessee. 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  superintendent  of 
buildings)  permitting  in  a  business  district,  ex¬ 
tending  into  a  residence  district,  the  erection  of  a 
garage  for  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 1644-1654  Bedford  avenue, 
southwest  corner  of  Crown  street  (Block  No. 
1294,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES—  .  TT  . 

For  Applicant :  Murray  Klein  and  Herman  A. 

Mugler.  .  .  ,ii 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 


THE  VOTE  TO  GRANT— 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  q 

Absent  . 

THE  RESOLUTION— 

(41-36-A) 

Whereas,  Scharlin  Motor  Corp.  (lessee)  for  U; 
Realtv  and  Improvement  Co.,  owner,  filed  an  appeal  from 
a  decision  of  the  Commissioner  of  Buildings  on  February 
24,  1936,  affecting  premises  883-889  First 1342 
363  East  49th  street,  northwest  corner  (Block  No.  1342, 
Lots  20  and  26),  Borough  of  Manhattan  ;  and 

Whereas,  the  decision  of  the  commissioner  of  b9lldllJf®’ 
dated  February  14,  1936,  rendered  upon  Application  No. 
19-1936  for  permission  to  drop  curb  as  follows. 

“1.  The  above  application  is  denied  for  the  reason 
that  it  is  contrary  to  Art.  II  Sec.  4,  Par.  (a)  «  ■ 

15— Zone  Resolution,  as  amended  March  1,  1928,  which 
prohibits  the  storage  of  more  than  five  motor  vehicles 
on  the  premises,  and  is  also  contrary  to  the  opinion  of 
the  Corporation  Counsel  dated  May  9,  1929,  which  was 
confirmed  by  the  opinion  of  the  Corporation  Counsel 

dated  March  8,  1935.  ,  ,  -th 

2  Location  and  character  of  use  should  comply  witn 
Section  21— Building  Zone  Resolution  with  respect  to 

schools  and  hospitals.  c 

3  Compliance  with  Chapter  23,  Art.  IS,  Sec.  > 
Code  of  Ordinances,  will  be  required. 

4.  Withdraw  Drop  Curb  Application  154-1933. 

and 
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W  hereas,  this  office  has  been  informed  by  the  Office 
of  the  commissioner  of  buildings  that  the  use  specified  in 
the  application  for  permission  to  drop  the  curb  was  as 
follows  :  “For  the  sale  of  new,  unused  automobiles” ;  and 

Whereas,  the  premises  consist  of  a  plot  of  ground  on 
the  northwest  corner  of  First  avenue  and  49th  street,  front¬ 
ing  100  ft.  on  First  avenue  and  with  a  depth  of  150  ft. 
on  49th  street,  located  in  a  business  use  district,  which 
it  is  proposed  to  use  for  the  sale  and  display  of  new  and 
used  automobiles  under  a  lease  which  provides  that  the 
premises  are  to  be  used  “only  for  the  sale  and  display  of 
Ford  automobiles  and  second-hand  cars  and  for  no  other 
purpose”;  and 

Whereas,  a  prior  application  for  curb  cut,  No.  154-1935, 
on  these  premises  was  denied  by  the  commissioner  of 
buildings  December  4,  1935  and  application  for  peremptory 
order  of  mandamus  directed  to  the  commissioner  of  build¬ 
ings  and  requiring  the  issuance  of  a  curb  cut  permit  in 
accordance  with  said  application,  No.  154-1935,  was  denied 
on  January  14,  1936,  by  Mr.  Justice  Lydon  on  the  grounds 
that  mandamus  will  not  lie  when  the  petitioner  has  failed 
to  exhaust  his  remedy  by  way  of  appeal  to  the  Board  of 
Standards  and  Appeals,  pursuant  to  Section  719  of  the 
Greater  New  York  Charter.  The  decision  of  Mr  Justice 
Lydon  was  reviewed  and  on  February  7,  1936,  unanimously 
affirmed  by  the  Appellate  Division;  thereafter,  the  present 
curb  cut  application,  No.  19-1936,  was  made  to  the  Com¬ 
missioner  of  Buildings  and  his  decision  on  said  application 
made  the  subject  of  this  appeal;  and 

Whereas,  the  applicant  contends  that  Subdivision  15 
of  Section  4,  Art.  II  of  the  Building  Zone  Resolution  does 
not  prohibit  the  use  of  a  vacant  lot  for  the  sale  and  display 
°  ™otor  vehicles  and  therefore  objections  Nos.  1  and  2 
ot  the  decision  of  the  commissioner  of  buildings  should 

n?tr-,^UStained;  that  the  dec>sion  of  the  commissioner 
g*  biddings  is  made  on  reliance  of  an  interpretation  of 
Subdivision  15  of  the  building  zone  resolution,  which  in- 
erpretation  is  based  upon  an  opinion  of  the  Corporation 
Counsel  dated  May  9,  1929,  confirmed  by  an  opinion  of  the 
Corporation  Counsel  dated  November  8,  1935;  that  this 
interpretation  of  Subdivision  15  is  erroneous  and  not  in 
accord  with  the  language  thereof;  that  tp  affirm  the 
construction  of  Subdivision  15  given  by  the  Corporation 
Counsel  would  have  the  effect  of  making  said  subdivision 
arbitrary,  unreasonable,  not  designed  to  accomplish  a  legi- 
tunate  public  purpose  and  therefore  unconstitutional  and 
void,  thus  depriving  the  applicant  of  its  constitutional  right 
to  pursue  a  lawful  trade  and  would  constitute  the  taking 
of  Property  without  due  process ;  that  the  applicant  has  a 
lght  of  free  access  to  and  from  its  property  that  cannot 
be  conferred  or  refused  by  the  City;  that  the  only  pur- 
pose  winch  the  Board  of  Estimate  and  Apportionment 
might  have  had  in  mind  in  amending  the  building  zone 
resolutmn  was  to  prevent  the  existence  of  fire  hazards; 
hat  for  this  purpose  they  prohibited  the  storage,  parking 
and  garaging  of  more  than  five  motor  vehicles,  but  ex 
cepted  salesrooms  for  the  sale  and  display  of  motor  ve- 
^c'es;.  tbat  a  vacant  lot  used  as  a  salesroom  for  the  sale 
hazard^and  °f  Vehlcles  does  not  constitute  a  fire 

Whereas,  a  committee  of  the  board  submitted  a  report 
which  was  read  at  the  hearing  and  which  report  follows:  . 

REPORT  OF  COMMITTEE  OF  INSPECTION 

D  , — i  ,  _  T  March  30,  1936. 

Re:  Cal.  No.  41-36-A. 

Premises:  Northwest  corner  East  49th  street  and 
First  avenue,  Borough  of  Manhattan. 

appllcants  in  this  appeal  are  the  lessees  of  a 
plot  of  ground  now  vacant  and  in  a  business  use  dis- 

S  ™  WhlCh  tHe^  appHed  to  the  commissioner  of 
buildings  for  a  permit  to  display  automobiles  for  sale 


in  accordance  with  the  terms  of  their  lease.  The 
commissioner  of  buildings  denied  the  application  as 
being  contrary  to  the  provisions  of  Article  II,  Section 
4-A,  Subdivision  15  of  the  zoning  resolution  which 
prohibits  the  storage  or  parking  of  more  than  five 
motor  vehicles  in  a  district  zoned  for  business  use. 

The  commissioner  of  buildings  further  required  that 
the  provisions  of  the  zoning  resolution  as  to  such  a 
use  with  respect  to  distance  from  a  school  or  hospital 
should  be  observed  as  well  as  the  provisions  of  the 
Code  of  Ordinances  as  to  carriageway  across  the  side¬ 
walk. 

Upon  the  refusal  of  the  commissioner  of  buildings 
to  issue  this  permit,  mandamus  was  sought  to  compel 
issuance  and  the  Court  held  that  the  proper  remedy 
was  not  mandamus  but  an  appeal  to  this  board  under 
the  provisions  of  Section  719  of  the  charter.  This 
accordingly,  is  an  appeal  for  a  review  of  the  decision 
ot  the  commissioner  of  buildings  as  to  his  interpre¬ 
tation  of  the  zoning  resolution  respecting  the  use  of 
this  plot  for  the  storage  of  motor  vheicles  offered  for 
sale. 

The  decision  of  the  Court  of  Appeals  in  Monument 
La rage  vs.  Levy  declared  that  the  zoning  resolution 
regulates  the  use  of  land  as  well  as  buildings.  The 
applicants  claim  here,  however,  that  this  prohibition 
was  intended  merely  to  cover  the  parking  or  storage 
as  open  garaging  and  not  the  use  he  desires  of  offering 
motor  vehicles  for  sale  as  merchandise.  These  auto- 
mobi  es  would  be  the  property  of  the  applicant  and 
not  the  property  of  various  owners  left  with  him 
temporarily  for  safe  keeping.  Attention  is  called  to 
the  clause  in  subdivision  15  which  reads  “and  not  in¬ 
cluding  a  salesroom  where  motor  vehicles  are  kept 

fwS5e  °r  f°r  display  Purposes  only.”  It  is  claimed 
that  the  proposed  use  on  this  vacant  lot  would  con¬ 
stitute  such  a  “salesroom.” 

This  wording  of  subdivision  15  is  of  many  years’ 
standing.  When  this  subdivision  was  amended  on 
June  28,  1935,  to  prohibit  “parking,”  no  change  was 
made  to  this  salesroom  clause.  Even  though  it  has 
been  common  practice  for  many  years  to  display  au- 
tomobdes  for  sale  on  open  lots,  prior  to  the  decision 
in  Monument  Garage  vs.  Levy  there  was  justified 
uncertamty  as  to  whether  the  zoning  resolution  ap¬ 
plied  to  the  use  of  vacant  land  and  it  is  only  within 

hnrl  t'r,°  yeaffS  tha,t,  the  regulations  over  vacant 
land  have  been  effectually  applied. 

It  is  claimed  also  that  these  automibiles  offered  for 
sale  would  have  no  gasoline  or  oil  while  on  the  prem- 
ises  and  the  applicant  points  to  his  present  use  of  a 
uilding  at  405  East  52d  street  where  his  automobiles 

W  per™tted  to  be  .stored  h?  the  Fire  Commissioner 
because  they  are  drained  free  of  gasoline  and  oil.  It 
is  well  understood  that  this  requirement  has  been  in 
torce  for  many  years  for  the  storage  of  cars  in  build¬ 
ings  not  legally  classified  as  garages.  It  has  been  the 
committees  observation  that  automobiles  offered  for 
sale  on  open  plots  do  have  gasoline  and  oil,  so  that 
they  can  be  moved  about  and  demonstrated  to  pros¬ 
pective  purchasers.  p 

In  the  opinion  of  the  committee  the  word  “sales¬ 
room  as  used  in  Subdivision  15  was  intended  to  mean 
a  salesroom  in  a  building.  If  it  had  been  intended  to 
permit  these  open  sales  areas  the  Board  of  Estimate 
and  Apportionment  in  amending  this  subdivision  in 
June,  1935,  would  have  said  so  since  theretofore  the 
accepted  administrative  interpretation  of  the  word 
■  sales™°m”  has  been  a  room  or  space  within  a  build¬ 
ing.  e  use  of  vacant  land  in  a  business  use  district 
where  more  than  five  motor  vehicles  are  on  display  for 
sale  with  or  without  gasoline  in  their  tanks  must  be 
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deemed  storage.  The  committee  recommends,  there- 

[ore,  that  *esaPPnea>beHden,edis  &  UVm0CK^ 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM,  _ 

Committee. 

^Wwfreas  this  report  recommended  the  denial  of  this 
application5  and  the  board  deemed  that  the  appeal  should 

h& Resolved  that  the  decision  of  the  commissioner  of  build - 
ings  bi^nd  h  hereby  is  affirmed  and  that  the  appeal  be 
and  it  hereby  is  denied. 


structure  should  be  removed  and  a  new  structure  erected 
conforming  to  the  building  code.  .  ■ 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  appeal  be 
and  it  hereby  is  denied. 


4Q  *2  A  A 

APPLICANT— Dominick  Salvati,  for  Joseph  Silvestro, 

SUBJECT-Appeal  from  a  decision  of  the  commissioner 

PREMISESUiAFFECTED-1701-1703  Sheepshead  Bay 
P1  *  road  and  1708-1718  Voorhies  avenue,  southeast 
corner  (Block  No.  7492,  Lot  No.  104),  Boroug  1 
of  Brooklyn. 

AT  PEAip^1A^Ucant :  Dominick  Salvati  and  Joseph  Sil¬ 
vestro.  ,  ,  .  , 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT—  .  Q 

Negative^  Chairman  Murdock  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  0 

Absent  . 

THE  RESOLUTION— 

(48-36-A) 

Whereas,  Dominick  Salvati,  for  Joseph  Silvestro,  lessee, 
filed  March  4,  1936,  an  appeal  from  a  dec|si°n  of  the  co  - 
missioner  of  buildings  affecting  premises  1701-1703  -sheeps 
head  Bay  road  and  1708-1718  Voorhies  avenue,  southeast 
corner  (Block  No.  7492,  Lot  No.  104),  Borough  of  Brook- 

'yWHKEAS,  the  decision  of  the  commissioner  of  buildings, 

dated  February  24,  1936,  App.  No.  2072-1936,  reads.  f 
“1  Proposed  change  of  occupancy  of  first  floor  o 
present  frame  building  from  dwelling  to  business  use 
is  contrary  to  Art.  1,  Sec.  5,  par.  4  of  Code. 

^Whereas,  the  building,  erected  about  25  years  ago  in  a 
business  use  district,  is  of  frame  construction,  two  stories 
(26  ft)  in  height,  fronting  35  ft.  4J4  in-  on  Sheepshead 
Bay  road;  OCCUPIED:  Cellar— storage ;  1st  floor— store 
and  restaurant;  2nd  floor — residence;  and 

Whereas,  it  is  proposed  to  remove  the  front  porch  and 
present  front  frame  extension  now  used  as  a  store  and 
rebuild  same  of  masonry  walls  and  use  mam  floor  as  a  res¬ 
taurant  throughout;  that  the  restaurant 
building  will  have  two  remote  exits  and  there  will  be  14 
windows  on  the  first  floor,  the  sills  of  each  not  being  more 
than  5  ft.  above  street  grade;  and 

Whereas,  the  applicant  contends  that  this  section  is 
being  changed  into  a  business  section  and  the  present  resi¬ 
dence  building  has  become  useless;  that  the,  owners  of 
the  building  have  leased  the  property,  the  provision  of  the 
lease  being  that  the  lessee  will  alter  the  building  for  the 
use  herein  applied  for ;  and 

Whereas,  these  premises  were  the  subject  of i  an  in¬ 
spection  by  a  committee  of  the  board,  verbal  repo 
which  inspection  was  made  by  the  chairman  on  behalf  o 
the  committee;  and 

Whereas,  the  committee  reported  that  in  their  opinion 
the  present  building  is  a  fire  menace  and  that  the  pro¬ 
posed  alteration  and  occupancy  would  create  a  greater 
hazard  and  that  for  the  proposed  occupancy  the  present 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 
313-35-SA. 

APPLICANT _ L.  E.  McGiffin,  care  Woolley  Coal  Co., 

agent  for  Peoples  Oil  Burner  Co.,  owner. 
APPEARANCES— 

For  Applicant:  None.  ~  ,  r 

SUBJECT— Peoples  Silent  Oil  Burner,  Models  O  and  C, 

approval  of.  ,  .  , 

ACTION  OF  BOARD— Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  q 

Negative  .  n 

Absent  . 


THE  RESOLUTION — 

(313-35-SA) 

Whereas,  L.  E.  McGiffin,  agent  for  Peoples  Oil  Burner 
Co.,  owner,  filed  November  6,  1935,  an  application  with 
the  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Peoples  Silent  Oil  Burner,  Models 
O  and  G;  and  . 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report ,  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows  :  . 

This  is  a  mechanical  draught  hydroxylating  (pot) 
type  oil  burner,  designed  for  domestic  and  commercial 
uses  in  hot  water  and  on  steam  boilers  and  warm  air 
furnaces.  Model  G  has  a  gas  pilot  while  Model  O 
has  an  oil  pilot.  Both  models  have  been  approved  by 
the  Underwriter’s  Laboratories,  Guide  No.  300.10.4, 
File  MP  1009,  for  fuel  oil  not  heavier  than  No.  Z. 

The  burner  is  well  constructed  and  during  tests 
there  were  no  starting  puffs  or  fiarebacks.  In  event 
of  flame  extinguishment  constant  level  device  equipped 
with  anti-flooding  device  prevents  the  hazardous  dis¬ 
charge  of  oil.  .  T  ,  . 

Safety  controls  autoflooding  device.  Integral  auto¬ 
matic  Product  Co.,  Model  240,  E.  Boiler  limit  switch 
The  device  is  equipped  with  a  Sirocco  American  lype 
Blower,  Model  O  and  OO,  a  Jefferson  Electric  Trans¬ 
former.  There  were  present  besides  the  undersigned 
and  Commissioner  Savage,  L.  E.  McGiffin  and  A. 
Snyder,  representing  the  factory  and  Harry  C.  iassey, 
Frank  J.  Howard,  Chester  White  and  Pasquale  Saug- 
umetti,  representing  Town  &  Country  Oil  Co. 

It  is  recommended  that  the  device  know-n  as  the 
Peoples  Oil  Burner,  Models  O  and  G  be  approved  for 
use  in  domestic  and  commercial  installations  for  fuel 
oil  not  heavier  than  No.  2,  when  installed  in  accord¬ 
ance  with  the  Oil  Burner  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Peoples  UU 
Burner,  Models  O  and  G.  for  use  in  domestic  and  commer¬ 
cial  installations,  with  fuel  oil  not  heavier  than  No.  2 
when  installed  in  accordance  with  the  Oil  Burner  Rules  of 
the  Board  of  Standards  and  Appeals  on  condition  that 
this  oil  burning  device  shall  bear  a  label  permanently 
attached  thereto  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  313-35-SA. 
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21-36-SA. 

APPLICANT — Herco  Oil  Burner  Corp.,  owner. 

SUBJECT — Herco  Oil  Burner,  Models  R-15  and  R-35, 
approval  of. 

APPEARANCES— 

For  Applicant:  T.  J.  Spence. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(21-36-SA) 

Whereas,  Herco  Oil  Burner  Corporation,  owner,  filed 
January  28,  1936,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals,  for  approval  of  the  device  known  as  the 
Herco  Oil  Burner,  Models  R-15  and  R-35;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows  : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  gun  type  and  consists  of  the  following 
assembly : 

A  Century  1/6  H.P.  motor. 

A  Sirocco  type  fan. 

Monarch  nozzle. 

Either  a  Viking  Monarch  fuelstat  consisting  of  a 
Viking  Pump,  Monarch  steamer  and  regulating  valve 
or  a  Tuthill  fuel  unit,  which  has  already  been  ap¬ 
proved  by  the  board. 

Ignition — electric,  Jefferson  transformer. 

Controls — Minneapolis  -  Honeywell  Protecto  -  Relay 
Type  R-114-A  and  Minneapolis-Honeywell  Aquastat. 

With  the  oil  supply  shut  off  in  the  cold  combustion 
chamber  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  off  the  burner  in  83  and  88 
seconds,  respectively.  The  burner  then  was  put  into 
operation  under  normal  conditions  for  approximately 
45  minutes.  Controls  were  again  tested  and  found  to 
function  properly.  During  the  period  of  test  there 
were  no  flarebacks  and  the  flame  was  clean  and  free  of 
smoke  and  soot.  Examination  of  the  combustion  cham¬ 
ber  showed  no  undue  carbon  deposits. 

The  models  submitted  differ  only  as  to  capacity, 
R-15  using  3J4  gals,  per  hour  and  R-35  eight  gals, 
per  hour. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  these  burners,  Models  R-15  and  R-35,  be 
approved  for  domestic,  industrial  and  commercial  uses, 
when  installed  in  accordance  with  the  Oil  Burner  Rules’ 
adopted  by  the  Board  of  Standards  and  Appeals  on 
July  12,  1935,  for  fuel  oil  not  heavier  than  No.  3. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Herco  Oil  Burner, 
Models  R-15  and  R-35,  for  use  in  domestic  and  commer- 
cial  installations,  with  fuel  oil  not  heavier  than  No.  3  when 
mstal  ed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals  on  condition  that  this  oil 
burning  device  shall  bear  a  label  permanently  attached 
thereto  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  21-36-SA. 


49-36-SA. 

APPLICANT — Earl  W.  Browning,  for  Quiet  Heet  Oil 
Burner  Co.,  Inc.,  owner. 

SL  BJECT  Quiet  Heet  Oil  Burner,  approval  of. 


APPEARANCES— 

tor  Applicant:  Earl  W.  Browning. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  RESOLUTION— 


(49-36-SA) 

Whereas,  Earl  W.  Browning,  for  the  Quiet  Heet  Oil 
Burner  Co.,  Inc.,  owner,  filed  March  4,  1936,  an  applica- 
tion  with  the  Board  of  Standards  and  Appeals,  for  ap¬ 
proval  of  the  device  konwn  as  the  Quiet  Heet  Oil 
Burner;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board,  was 
substantially  as  follows  : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  type  for  domestic,  commercial  and  industrial 
installations  for  hot  water  or  steam  installations  oven 
refractory  furnaces.  The  burner  is  automatic  in  oper¬ 
ation,  controlled  by  a  worm  thermostat  and  using  in¬ 
termittent  ignition  and  safety  controls.  A  Minneapolis- 
Honeywell  or  Mercoid  Stackswitch. 

In  operation  the  motor  drives  a  fan  (American 
Sirocco)  and  oil  pump  (Tuthill  or  Webster  Double- 
Stage  Pump).  The  rifling  in  the  blast  tube  gives  a.  c. 
voitex  motion  to  the  air.  Tests  of  the  burner  in  oper¬ 
ation  disclosed  no  flarebacks  and  the  controls  operated 
in  90  seconds. 

,  It  is  recommended  that  the  Quiet  Heet  Oil  Burner 
oe  approved  for  domestic,  commercial  and  industrial 
installations  for  fuel  oil  not  heavier  than  No.  4,  when 
installed  in  accordance  with  the  Oil  Burner  Rules  of 
the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Quiet  Heet  Oil 
Burner,  for  use  in  domestic,  commercial  and  industrial  in- 
stallations  with  fuel  oil  not  heavier  than  No.  4  when  in¬ 
stalled  in  accordance  with  the  oil  burner  rules  of  the 
Loard  of  Standards  and  Appeals,  and  on  condition  that 
there  shall  be  permanently  attached  to  each  burner  installed 
a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  49-36-SA. 


178-35-SA. 

APPLICANT— David  Kaufman,  for  The  Gould  Oil  Bur¬ 
ner  Co.,  owner. 

SUBJECT— Application  for  reopening— Amendment  to  in- 

OildBuardnertl0na  namCS  ^  the  G°Uld  Automatic 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission- 

LVage  and  Blum  and  Assistant  Chief 
Walsh .  . 

N egati ve  . n 

Absent  .  * 

THE  VOTE  TO  AMEND  RESOLUTION— .  0 

Affirmative:  Chairman  Murdock,  Commission- 

Walsh  VagC  and  B1Um  and  Assistant  Ch>ef 

.  4 
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Negative 
Absent  . 


THE  RESOLUTION— 

(178-35-SA) 

Whereas,  David  Kaufman,  for  The  Gould  Oil  Burner 
Company,  owner,  filed  June  25,  1935,  an  apphcation  wit 
the  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Gould  Automatic  Oil  Burner ,  and 
Whereas,  the  device  was  submitted  to  ^  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and  of 
the  representatives  of  the  Bureau  of  Combustibles,  ap 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  Bureau  of  Combustibles,  was  substantially  as  follows . 

The  oil  burner  was  installed  in  a  steam  boiler  used 
for  heating  purposes.  The  burner  is  of  the  mechanical 
draft  pressure  atomizing  gun  type,  and  consists  of  the 
following  parts :  . 

Century  1/12  H.  P.  motor;  Torrington  fan;  Viking 
pump-  Detroit  Lubricator  Strainer  and  Pressure  reg¬ 
ulating  and  relief  valve  and  Monarch  nozzle. 

Ignition— Electric.  Webster  transformer  110  to  10,- 
000  volts. 

Controls— Minneapolis-Honeywell  Protectorelay  R- 
117-3;  Minneapolis-Honeywell  Pressuretrol  L-404. 

With  a  cold  combustion  chamber,  and  the  oil  supply 
shut  off,  the  burner  and  controls  were  operated  and  on 
two  successive  tests,  shut  the  burner  down  in  93  and 
95  seconds,  respectively.  The  burner  was  then  put  into 
normal  operation  for  a  period  of  approximately  40 
minutes,  and  the  controls  tested  under  actual  working 
conditions.  At  no  time  during  the  test  were  there  any 
puff  backs  due  to  faulty  ignition.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  deposits 
and  the  flame  was  clear  and  free  of  soot. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Gould  Automatic  Oil  Burner  be  ap¬ 
proved  for  domestic,  commercial  and  industrial  use 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals 
on  June  15,  1934,  with  fuel  oil  not  heavier  than  No.  3; 

and 

Whereas,  this  device  was  approved  by  the  board  at  its 
meeting  July  16,  1935,  on  certain  conditions,  and  applicant 
requested  permission  to  market  this  device  under  additional 
names  as  the  Associated  Oil  Burner  and  the  Fine-Glo  Oil 
Burner,  and  made  a  further  request  for  marketing  of  these 
burners  as  Draft-Rite  and  Thompson-Gould  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Gould  Automatic 
Oil  Burner,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and  Ap¬ 
peals,  and  when  used  with  fuel  oil  not  heavier  than  No.  3 
for  domestic,  commercial  and  industrial  use,  on  condition 
that  there  shall  be  permanently  attached  to  each  burner 
installed  a  label  reading: 

NOTICE 


Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  178-35-SA. 

Resolved  further,  that  this  burner  may  also  be  marketed 
under  the  name  of  Associated  Oil  Burner,  Fine-Glo  Oil 
Burner,  Draft-Rite  Oil  Burner  and  Thompson-Gould  Oil 
Burner,  on  condition  that  under  whatever  name  herein  per¬ 
mitted  the  burner  is  marketed,  each  burner  installed  shall 
bear  the  required  labed  worded  as  indicated. 


222-35-SA. 

APPLICANT — United  States  Burner  Corp.,  owner. 


SUBJECT— Application  for  reopening— Amendment  to  in¬ 
clude  additional  names  for  the  United  States  Gun 
Type  Oil  Burner. 

APPEARANCES—  „ 

For  Applicant:  C.  E.  Bissell. 


ACTION  OF  BOARD- 

+  i  *■>  tvi  on  n  a  r\ 


-Application  reopened  and  resolu- 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION—  _ 

Affirmative:  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . . . 

Absent  . 


THE  RESOLUTION— 

(222-35-SA) 

Whereas,  United  States  Burner  Corporation,  owner, 
filed  August  19,  1935,  an  application  with  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  United  States  Gun  Type  Oil  Burner;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
board  and  the  bureau  of  combustibles  of  the  fire  depart¬ 
ment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and  of 
the  representatives  of  the  bureau  of  combustibles,  approved 
by  the  acting  deputy  chief  of  department  in  charge  of  bu¬ 
reau  of  combustibles,  was  substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  type  and  was  installed  in  steam  boiler  used 
for  heating  purposes.  The  burner  is  designed  to  use 
Nos.  1-2-3-4  commercial  grades  of  fuel  oil  and  consists 
of  the  following: 

Leland  1/6  H.P.  Motor;  Webster  unit  consisting  of 
pump,  strainer  and  regulating  valve;  Sirocco  type 
fan  ;  and  Benjamin  nozzle. 

Ignition — Electric,  Jefferson  transformer  being  used; 
voltage  110-10,000. 

Controls — Penn  steam  switch  and  a  saftrol,  manu¬ 
factured  by  Penn  Electric  Company. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated,  and  on  two  suc¬ 
cessive  tests,  the  controls  shut  the  burner  down  in  89 
and  91  seconds,  respectively.  The  oil  was  then  turned 
on  and  burner  operated  under  actual  working  condi¬ 
tions.  During  the  period  of  test,  the  flame  was  contin¬ 
uous  non-fluctuating  and  free  from  smoke  and  soot. 
Examination  of  the  combustion  chamber  showed  no 
undue  carbon  formations. 

As  a  result  of  the  above  test,  it  is  recommended 
that  this  burner  be  aproved  for  industrial,  commercial 
and  domestic  use,  when  installed  in  accordance  with 
the  Oil  Burner  Rules  adopted  July  12,  1935,  by  the 
Board  of  Standards  and  Appeals. 

and 

Whereas,  this  device  was  approved  by  the  board  October 
1,  1935  and  owner  requested  permission  to  market  the 
device  under  the  names  Craftsman  Oil  Burner,  Empire  Oil 
Burner  and  Aristocrat  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  United  States  Gun 
Type  Oil  Burner,  for  domestic,  commercial  and  industrial 
installation,  when  installed  in  accordance  with  the  oil  burn¬ 
er  rules  of  the  Board  of  Standards  and  Appeals,  for  use 
with  fuel  oil  not  heavier  than  No.  4,  on  condition  that  there 
shal  be  permanently  attached  to  each  burner  installed  a 
label  reading : 
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MINUTES 


NOTICE 

Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 

For  Use  in  New  York  City 

UNDER  CAL.  No.  222-35-SA. 

Resolved  further  that  this  burner  may  also  be  marketed 
under  the  name  of  Craftsman  Oil  Burner,  Empire  Oil 

Burner  and  Aristocrat  Oil  Burner,  on  condition  that  under 
v'  ,tever  name  marketed,  the  label  hereinbefore  required 
shall  be  attached. 

Adjourned,  4:25  p.m. 

Edward  V.  Barton  Chief  Clerk. 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 

Applicants,  under  the  building  zone  resolution  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  thev  may  obtain 

such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 

APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner 

VB.C.  Range  Burner  Assemblies,  Models 
AS -4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

■\etna  Range  Oil  Burner  .  29-35-SA 

\ir-0-Flame  Space  Heater,  Models  108  and 

^10  (pot  type)  .  190-35-SA 

\ir-0- blame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

\ir-U-bIame  Range  Burner  .  236-34-SA 

Vmeroil  Oil  Burner  for  Stoves  and  Ranges!!  592-32-SA 

liltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  196-34-SA 

Hand  Range  Oil  Burner .  234-34-SA 

Hue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Tampion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
-ole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35-SA 

liamond  Range  Oil  Burner .  325-34-SA 

asyway  Range  Oil  Burner,  Models  D27, 

.  OC27,  G27  and  NG27 .  157-35-SA 

llington  Range  Oil  Burner,  Square  Circulat- 

mg  Heater  and  Round  Circulating  Heater  351-34-SA 
llington  Range  Oil  Water  Heater,  Models 

M  and  J  .  40-35-SA 

vur-Ready  Range  Oil  Burner,  Models 
Deader,  Standard  and  DeLuxe . .  311  -34-S A 

airfax  Range  Burner  .  30?-34-S  -\ 

lorence  Oil  Heater,  Models  KC-9,  GC-6 
GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

RH-9  .  62-33-SA. 

lorence  Oil  Space  Heater,  Models  ' PH-28 

and  PH-8  .  172-35-SA 

lorence  Range  Burners .  219-34-SA 

ax  Range  Oil  Burner .  200-34-SA 

i-Heat  Range  Burner,  Models  A  and  De- 

Fux  . 323-34-SA 

upp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

er-Oil  Automatic  Water  Heater .  263-35-SA 

irogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  HO,  207  and  115 .  339-34-SA 

alrid  Range  Burner  . .  48.34.5 a 

res-Kno  Range  Oil  Burner,  Model  MD 
Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

'nergan  Automatic  Hot  Water  Heater .  179-35-SA 

>nergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263 -34-S  A 

yalty  Range  Burner  .  302-34-SA 


Calendar  No.  Name  of  Burner 


Lynn-Range  Burner,  Models  Junior,  Lypre 
and  DeLuxe  . . 

MAV.  Bake  Oven  Range  Burner,  Model  448 

Modd  450  Ar'.°y“  .Range 

.,C!rCrIating  and'  Radiant’ *  Heaters! 
...Models  501,  601,  701  and  801.... 

MAV  Od  Burning  Range,  Commercial  Models' 

1  j  a?dT?51  and  Domestic  Models  101-G 
and  126-B . 

Majestic  Range  Oil  Burner,  Modeis  27B  and 

Majestic  Space  Heater,  Model’s  247T  and  248.' 
Majestic  Water  Heater,  Models  255A  and  255B 
Moderne  Range  Oil  Burner,  Models  Regular, 
Junior  and  Firenew 

National  Range  Oil  Burner  . 

No-Wyck-Koaless  Range  and  Stove  Oil'  Burner 

Odin  Beauty  (Space  Heater),  Models  61,  62 
91  and  92 . 

Putnam  Range  Oil  Burner  . 

Quaker  Burnoil  Stove  . 

Quick  Meal  Range  Burner  . 

Quick  Meal  Space  Heater,  Modeis  ’  5672-6,’ 

_  5671-13,  5671-33  and  5671-35 . 

Quick  Meal  Water  Heater,  No.  5681-0.!!!!! 

Ray-Dio  Sunshine  Range  Oil  Burner.  Models 
A,  Daisy  and  Water  Heater . 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  . 

Serv-Well  Space  Heater,  Model’s  ”247f  'and’248 
Serv-Well  Water  Heater,  Models  255A  and 

255B . 

Silent  Glow  Range  Oil  Burner . 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  . 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051 . 

Tower  Range  Oil  Burner  . 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  . . 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  . 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80 
Viking  Range  Water  Heater,  Models  222,  232 
and  242  . 


Calendar  No. 
238-33-SA 


367-34-SA 
366-34-SA 

364-34-SA 

180- 35-SA 

181- 35-SA 

182- 35-SA 

357-34-SA 
361-34-SA 
251 -34-S A 

233-35-SA 

54-35-SA 

11-31-SA 

304- 34-SA 

306-34-SA 

305- 34-SA 

32-31-SA 

165- 35-SA 

166- 35-SA 

167- 35-SA 
172-34-SA 
592-32-SA 

196-34-SA 

491-31-SA 

126-33-SA 

592-32-SA 

329-34-SA 

310-35-SA 

333-34-SA 

65-35-SA 
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OIL  BURNER  RULES 


[217-21-SR] 

RULuEsSe  of 'oil*  burning  eqSJ.ApmeJt°and 

^ySFoN^THTRlw^  " 


.  ,  .  ,  ,  _  Roard  of  Standards  and  Appeals 

?un°eP,5  1934,  Amended  July  12,  1935  and  January  28,  1936. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shaU  be 
bonded  to  a  ground  connection  consisting  of  a  w  t 
pipe  or  a  rod,  pipe  or  plate  having  a  surface a  ea  of 

not  less  than  one  hundred  and  tnl.ne  ytin  Wo  feet 
inches,  buried  in  moist  earth  not  less  than  two  feet 

(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  m  the  storage 
tank. 


(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6  WW, 
amended  January  6,  1922;  January  18  1924  ■ Oc 

tnher  19  1926;  September  11,  192b,  January  i  , 
1979  -  March  20  1931;  May  12,  1931;  November  24, 
May  10  1932 ;  June  24,  1932.  and  November 

Authority :  Section  718  A  of  .the  barter  of  the 
Citv  of  New  York  to  carry  into  effect  the  pro 
visions  of  Chapter  X,  Code  of  Ordinances. 


Rule  1.  Scope. 


No  oerson  shall  install  oil-burning,  or  oil-storage 
equipment  fo/use  within  the  City  of  New  York  except  as 

Pr?hldeThSsehrTesrshaSll  not  apply  to  gas  companies  storing 
ot'FsinJ  o?l  in  the  manufacture  of  illummatmg  gas  for 
public  use. 


Rule  2.  Definitions. 


For  the  purpose  of  these  rules  the  followins :  terms  shall 
be  interpreted  hi  accordance  with  these  definitions. 

APPROVED:  Shall  mean  devices  hereafter  approved  by 
the  P.oard  of  Standards  and  Appeals  and  also,  when  re 
nnired  bv  the  Board  of  Standards  and  Appeals,  approved, 
SEted  as  standard  and/or  labeled  by  any  nationally  recog- 

atttoM  ATTC  PUMP:  Shall  mean  an  automatic  trans 
feF pump^operatlng  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil.  ...  .  r  K„m- 

BURNER:  A  device  designed  for  the  purpose  of 

“commercial  INSTALLATIONS  Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS— Such  electrical  or  mechanical  d^vices  .^s 
are  installed  for  the  purpose  of  providing  safe  and  cont 

uous  operation.  ,  ,  ,. 

DISCHARGE  LINE;  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 

connection.  .  ,  „ 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  ^  and/or  with  underground  piping  .  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  bull!  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180 

(degrees)  apart conductor’ from  tank  to  ground  connection 

shall  be  of  copper  not  smaller  than  No.  6  (.1«  ) 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
(14")  in  diameter. 


FIRE  RETARDING  MATERIALS: 

(a)  One-half  (Vz)  inch  plaster  boards,  or  asbestos 
boards  or  three-eighths  (H)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
00inted  joints  covered  with  No.  26  U.  S.  gauge  sheet  meta 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spar 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  (J4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nafled  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  P°^s 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quaiters  04) 
thick. 

Note— All  fire  retarding  material  to  be  applied  as,r*; 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to  i 
absorb  current.  . 

INDUSTRIAL  INSTALLATIONS — Oil  burner  instal¬ 
lations  for  industrial  purposes. 

“OIL-  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  a. 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 

Section  1.  ...... 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi- 
edited. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity 
the  oil  from  the  maximum  level  of  an  auxiliary  tank 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION:  Wherever  phrase 
“without  permanent  deformation  ”  is  used  in  these  rules  i 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 
PERMIT:  Shall  mean  permit  for  storage  of  oil. 
PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not 
and  one-half  (2 /2)  parts  sand  and  five  (5)  parts  ?f  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re 
quirements  of  the  Code  of  Ordinances,  Chapter  , 

2,  Section  28.  .... 

PREHEATER:  A  device  designed  for  heating  oil  tor 
the  purpose  of  decreasing  the  viscosity. 

RFLIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 

of  its  setting.  ... 

RELIEF  LINE :  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 

or  storage  tank.  .  . 

RFMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo- 

719  2.  TCniOtC  COTltrol. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED:  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHU  I -OFF  VALVE:  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

SIORAGE  CONTAINER:  Any  container  for  oil  con- 
I  nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK:  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

SIORAGE  TANK,  AUXILIARY:  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 


1EST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE :  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 


(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades  : 


Range  Oil 
No.  1  Fuel  Oil 
2  “  “ 


SP.  Gr.  (A.  P.  I.) 


No. 

No. 

No. 

No. 

No. 


40-44° 
36-40° 
32-36° 
28-32° 
24°  + 
i8°  + 
10°  + 


%-Th,e  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited.  J 


Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six"  (6) 
gallons  shall  include  approval  of  storage  containers  and 
imitations  of  _  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
'ules.  Portable  containers  of  not  more  than  six  (6)  gal- 
ons  capacity  may  be  filled  from  such  storage  tanks  by 
Tieans  of  an  approved  hand  pump  located  above  the  top  of 
he  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
he  use  and  installation  of  portable  burners  not  requiring 
t  connection  to  a  flue  where  such  burners  are  of  the  type 
:ommonly  used  for  household  purposes  including  oil 
■toves,  oil  heaters  and.  oil  lamps  equipped  with  a  woven 
V1,ck  or  mechanical  device  the  movement  of  which  is  essen- 
ial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
>r}f,  or  tw0  burners  not  exceeding  6  inches  in  diameter  each 
vitn  all  parts  of  the  burner  mechanism  rigidly  fixed  excent 
tie  storage  container  and  with  cabinets  not  over  33  in. 


409 


m  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 


Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  ‘tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 

lqm  rust.  I  he  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(d)  All  tanks  must  be  welded  or  riveted  and  caulked  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

heads'5  36  ^  diameter  and  Iess— K  in.  shell,  in. 

heads'^5  ^  t0  ^  ^  diameter— ^  in-  shell,  5/16  in. 

heads^  73  t0  12°  in'  diameter — 5/16  in.  shell,  y  in. 

Tanks  over  120  inches  in  diameter  to  be  of  y  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 

ni?tng£ealer  thjn  ^  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks 

(e)  Diameter  and  spacing  of  rivets: 

foflows'Hg  ^  S^ng^e  ^aP  seams  shall  not  exceed  a  pitch  as 

In  shelly  in  thick,  y  in.  in  diameter  rivets  2^  in.  pitch, 
pitch  S1G  ln‘  thick,  54$  in  diameter  rivets  2y  in 

In  shell  ys  in.  thick,  yA  in.  diameter  rivets  2 $4  in.  pitch 


Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  y  of  an  inch  in  diameter 
and  spaced  not  more  than  2 %  inches  center  to  center 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
stee  members  which  will  act  as  girders  and'  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  ta.na.ks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
/rfmmCes  shall  not  be  stressed  higher  than  nine  thousand 
(9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  ail  d  rections. 
unit  stress  permitted  in  these  members  shall  not  be  in  ex 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  wdi  develop  t  e 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be 
fore  the  connection  will  let  go. 

Section  3.  All  Tank.  Except  Vertical  Above-Ground 
Storage  Tank*. 

,a\  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a l  m  n - 

mum  thickness  of  shell  and  head  plates  ° l ,Uof60  gallons 
10  trauee  (134").  Auxiliary  storage  tanks  of  ^gallons 
or  kssgshall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

fhl  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently1  fixed  plate,  spot-welded 1  or  equiva lent  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
arul  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  04")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

/j\  All  buried  storage  tanks  shall  have  a  thorough 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
i ...  than  500  sec  Saybolt  Universal  at  100  F.  shall  have 
mantok  coirs' bolt/d  and  air  tight;  -'d  for  o. 

havintr  a  viscosity  greater  than  500  sec.  Saybolt  Universa 
at  100°  F  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tank.  Over  1,000  Gallon. 
Capacity  Located  Out.ide  of  Building  Above  Ground. 

fa)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  p  ates 
shall  be  %  inch  and  the  minimum  thickness  of  roof  plate- 

M  inch.  , 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula . 

P  x  r  x  F 

t  equals - — - — - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission).  _ 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re- 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Container*. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oiRburning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3 ;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e). 


Rule  6.  Location  of  Tanks. 

Section  1.  In.ide  of  Building.. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  0, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2  x  2 
mesh,  and  extending  at  least  four  inches  (4  )  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8  )  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15  )  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  top  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10  )  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  lo»Jedin- 

side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons.  #  .  . . 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Building.,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

.(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
’  within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


Section  3.  Outside  of  Buildings,  Above  Ground. 


(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1Y) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 


If  distant  25  feet  from  line  of  adjoining 
property  which  may  be  built  upon 

If  distant  30  feet  . 

If  distant  40  feet . 

If  distant  50  feet . 

If  distant  60  feet  . 

If  distant  75  feet  . 

If  distanct  85  feet,  or  more . 


16,000  gallons 
24,000  “ 

36,000  “ 

48,000  “ 

60,000  “ 
96,000  “ 

100,000  “ 


(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1Y)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (40.  high  but  in  no  case  higher  than  one-fourth 
(Y)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core;  of  masonry,  or  of 

re*nf°rced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1 Y)  to  two  (2)  on  all 
sides  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
af  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
he  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist- 
ng  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

.,  ^a)  Piping  shall  be  run  in  a  substantial  and  workman- 
ike  manner.  Exposed  piping  shall  be  protected  against 
nechanical  injury  and  shall  be  securely  supported  with 
igid  metal  fasteners  or  hangers.  All  pipes  connected  to 
juried  tanks  except  test  well  piping  shall  be  provided  with 
louble  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited 
Tubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valve*. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1 Y)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to,  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1  ).  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (lj4")  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
Y  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (‘5’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipe*. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 

the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  ks  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-on 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  wit  i 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hunched 
and  twenty-two  degrees  Fahrenheit  (122  F.)  is  used,  the 

anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons  ca- 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Ignition  “ 

Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  “ 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  deyice.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 

capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
section  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 

for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 

means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  *4  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  l/2"  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil- 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  requii'ed  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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Published  at  request  of  the  Fire  Chief  and  Commissioner 

FIRE  DEPARTMENT,  CITY  OF  NEW  YORK 

Specifications  for  tank  trucks  transporting  volatile  in¬ 
flammable  oils  were  approved  by  the  Fire  Commissioner 
on  May  20th,  1933.  The  following  specifications  contain 
all  corrections  as  required  by  certain  amendments  made 
to  the  Code  of  Ordinances  on  July  18th,  1935  pertaining 
to  the  transportation  or  delivery  of  petroleum  products  in 
tank  trucks. 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(GASOLINE,  BENZINE,  BENZOLE,  ETC.) 

To  be  used  in  the  transportation  or  delivery  for  the  stor¬ 
age,  sale  or  use  within  the  City  of  any  petroleum  or  shale 
oil,  or  the  liquid  products  of  either,  or  coal  tar  which  will 
emit  an  inflammable  vapor  at  a  temperature  below  100°  F. 
when  tested  in  a  Tagliabue  open  cup  tester  in  accordance 
with  the  provisions  of  Sections  113-114,  Article  8,  Chap¬ 
ter  10  of  the  Code  of  Ordinances,  effective  July  18th,  1935. 

PERMIT 

Sec.  1.1... No  person,  firm  or  corporation  shall  transport 
or  deliver  for  sale,  storage,  or  use  within  the 
City  any  petroleum  or  shale  oil  or  the  liquid 
products  of  either  or  coal  tar  which  will  emit 
an  inflammable  vapor  below  100°  F.  when 
tested  in  a  Tagliabue  open  cup  tester  except 
in  a  tank  truck  for  which  a  permit  has  been 
granted  by  the  Fire  Chief  and  Commissioner. 
(Sec.  113,  Art  8,  Chap.  10.) 

1.2.. . A  permit  is  required  for  each  tank  truck  for 

the  transportation  or  delivery  for  storage,  sale 
or  use  within  the  City  of  any  petroleum  or 
shale  oil  or  the  liquid  products  of  either  or 
coal  tar  which  will  emit  an  inflammable  vapor 
below  100°  F.  when  tested  in  a  Tagliabue 
open  cup  tester.  (Sec.  113,  Art.  8,  Chap.  10.) 

1.3. .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Sec.  20,  Art.  8,  Chap.  10.) 

1.4.. . Unless  otherwise  provided  every  permit  for  a 

tank  truck  and  the  renewal  thereof  shall  be 
for  a  period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year.  (Sec.  26,  Art.  2,  Chap.  10.) 

1.5.. . The  permit  is  revocable  and  not  transferable 

and  in  the  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43, 
Art.  3,  Chap.  10.) 

1.6.. . The  metal  permit  plate  furnished  by  the  Fire 

Department  at  the  same  time  the  Fire  De¬ 
partment  permit  is  issued  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  tank  truck  and  be  so  displayed 
during  the  life  of  the  permit.  (Sec.  114,  Art. 
8,  Chap.  10.) 

1.7.. . The  Fire  Department  Inspection  Card  fur¬ 

nished  at  same  time  the  Fire  Department 
Permit  is  issued  must  be  carried  at  all  times 
in  the  cab  of  the  truck  in  a  card  holder.  (Sec. 
114,  Art.  8,  Chap.  10.) 

1.8.. . No  person  shall  sell  or  deliver  any  volatile 

inflammable  oil  in  quantities  exceeding  one 
gallon  into  any  tank  truck  which  has  not  been 
granted  a  permit  by  the  Fire  Chief  and  Com¬ 
missioner  for  the  transportation  or  delivery  of 
said  volatile  inflammable  oil.  (Sec.  114,  Art. 
8,  Chap.  10.) 

1.9.. . Each  vendor  of  volatile  inflammable  oil  shall 

render  to  the  Fire  Commissioner  on  or  before 
the  tenth  of  each  month,  a  statement  verified 


as  to  its  correctness  by  an  affidavit  showing 
the  total  quantity  of  volatile  inflammable  oil 
in  excess  of  5  gallons  delivered  to  each  pur¬ 
chaser  in  the  city  during  the  preceding 
month :  provided,  however,  that  no  report 
shall  be  required  of  volatile  oil  delivered  di¬ 
rectly  to  the  fuel  tanks  of  motor  vehicles, 
motorcycles,  motor  tricycles,  motor  boats,  air¬ 
ships,  aeroplanes  and  other  similar  craft  and 
vessels.  (Sec.  114,  Art.  8,  Chap.  10.) 

Sec.  1.10.  .Complete  specifications  of  the  truck  with  de¬ 
tail  construction  drawings  showing  plan  and 
elevation  of  the  tank,  also  carrying  capacity 
of  the  chassis  shall  be  filed.  This  section  will 
not  apply  to  existing  equipment.  (Sec.  114, 
Article  8,  Chapter  10.) 

CERTIFICATE  OF  FITNESS 

Sec.  2.1... Each  tank  truck  for  which  a  permit  is  re¬ 
quired  shall  be  in  charge  of  a  person  holding 
a  certificate  of  fitness  issued  by  the  Fire  Chief 
and  Commissioner,  whose  duty  it  will  be  to 
see  that  all  safety  devices  are  in  place  and  in 
proper  working  order;  that  truck  is  properly 
grounded  when  filling  or  discharging  and  that 
all  pipe  connections  and  fill  cap  covers  are  oil 
tight  and  shall  produce  on  the  demand  of  any 
representative  of  the  Fire  or  Police  Depart¬ 
ments  his  certificate  of  fitness,  the  Fire  De¬ 
partment  permit  and  the  inspection  card  for 
that  particular  tank  truck  he  is  in  charge 
of.  (Sec.  114,  Art.  8,  Chap  10.) 

2.2. .  .Applicants  for  a  Certificate  of  Fitness  must 

(A)  be  at  least  21  years  old; 

(B)  have  a  reasonable  understanding  of 
the  English  language  and  be  able  to 
answer  satisfactorily  such  questions  as 
may  be  asked  upon  his  examination ; 

(C)  Produce  such  evidence  of  his  char¬ 
acter,  habits  and  past  employment  as 
may  be  satisfactory  to  the  Fire  Chief 
and  Commissioner; 

(D)  Pass  an  examination  by  a  person  or 
body  designated  by  the  Fire  Chief  and 
Commissioner  upon  the  law  and  ordi¬ 
nance  regulations  governing  the  trans¬ 
portation,  storage  and  use  of  the  ar¬ 
ticle  relating  to  or  connected  with  the 
service  to  be  performed  by  him  upon 
the  risks  incident  to  his  employment 
and  upon  his  knowledge  of  the  precau¬ 
tions  necessary  to  be  taken  in  connec¬ 
tion  therewith. 

(E)  Each  application  for  such  certificate 
shall  be  accompanied  with  two  un¬ 
mounted  photographs  of  the  applicant 
taken  in  ordinary  working  clothes  not 
less  than  2  by  3  inches;  one  of  which 
shall  be  attached  to  the  application,  the 
other  to  the  Certificate  of  Fitness. 

(F)  Examination  for  renewals  of  certifi¬ 
cates  of  fitness  may  be  waived  in  the 
discretion  of  the  Fire  Chief  and  Com¬ 
missioner.  (Sec.  21,  Art.  2,  Chap.  10.) 

2.3.  ..Unless  otherwise  provided  every  certificate  of 
fitness  and  the  renewal  thereof  shall  be  for  a 
period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year,  is  revocable  and  not  transferable.  Fee 
Originals  $5.00 — Renewals  $2.00.  (Sec.  42,  Art. 
3,  Chap.  10.) 

METHODS  OF  DISCHARGE 

Sec.  3.1... The  volatile  liquid  may  be  discharged  either 
by  means  of  syphon  or  by  pumping.  Dis- 
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charge  by  the  standard  gravity  method  will  Sec. 
not  be  permitted. 

Sec.  3.2... Not  more  than  one  compartment  shall  be  dis¬ 
charged  at  any  one  time. 

3.3.. . The  mechanism  controlling  discharge  and  the 

discharge  outlet  from  the  tank  shall  be  at  the 
rear  and  shall  be  housed  in  a  control  box  in¬ 
tegral  with  the  tank  body. 

Discharge  by  “SYPHON”  shall  be  as  follows : 

3.4.. . A  common  header  of  not  less  than  2  inches 
in  diameter  shall  be  housed  within  the  tank; 
shall  be  welded  into  the  partitions  and  rear 
head  of  the  tank  and  shall  be  free  from 
threaded  joint. 

3.5.. . The  outlet  from  the  tank  compartments  into 

such  discharge  header  shall  be  controlled  by 
hydraulically  or  mechanically  operated  valves 
situated  at  the  outlet  proper  of  each  compart¬ 
ment.  Such  compartment  outlet  valves  shall 
be  operated  selectively  from  the  control  box 
and  such  control  shall  not  permit  the  open¬ 
ing  of  more  than  one  compartment  at  a  time. 

Such  valves  shall  be  capable  in  emergency  of 
being  closed  manually  both  from  the  driver’s 
seat  and  from  the  control  box.  No  valve 
shall  be  capable  of  being  opened  from  the 
driver’s  cab. 

3.6.. . There  shall  be  a  single  delivery  outlet  in 
which  shall  be  placed  a  self-closing  valve  or 
a  valve  closing  automatically  when  subjected 
to  a  temperature  of  165  degrees  Fahrenheit; 
such  valve  to  operate  in  conjunction  with  an 
additional  valve  installed  in  such  a  delivery 
assembly  and  opening  against  the  flow  of  li¬ 
quid  and  so  placed  that  it  will  close  automat¬ 
ically  if  a  break  occurs  in  the  delivery  as¬ 
sembly. 

3.7.. . There  shall  be  a  syphon  breaker  in  the  dis¬ 
charge  line;  said  breaker  to  be  open  at  all 
times,  except  when  compartment  is  discharg¬ 
ing,  and  to  be  operated  and  controlled  in  con¬ 
junction  with  the  compartment  outlet  valves. 

The  syphon  breaker  shall  be  housed  within 
the  tank. 

3.8.. . The  syphon  action  shall  be  established  by  a 

hand  operated  pump  of  approved  design. 

3.9.. . 0.  the  syphon  type  discharge  tanks  con¬ 

structed  previous  to  May  20th,  1933  the  pro¬ 
visions  that  “the  motor  ignition  system  shall 
be  so  arranged  that  the  motor  cannot  be 
started  except  by  use  of  an  ignition  switch 
located  within  the  drivers  cab”  and  the  mech¬ 
anism  located  in  the  control  box  at  the  rear 
of  the  truck  shall  be  inaccessible  while  the 
propelling  motor  of  the  truck  is  in  operation. 
Provision  shall  be  made  to  require  “the  stop¬ 
ping  of  the  motor  before  the  control  box  door 
can  be  opened  and  to  require  the  closing  of 
the  control  box  door  before  starting  the  mo¬ 
tor”  is  waived. 

Discharge  by  “PUMP”  shall  be  as  follows : 

3.10..  A  common  header  of  not  less  than  2  inches 
in  diameter  shall  be  located  at  the  top  of  the 
tank;  secured  by  welding  and  shall  be  free 
from  threaded  joints. 

3.11..  A  riser  pipe  shall  be  provided  in  each  com¬ 
partment  with  inlet  near  the  bottom.  A  self¬ 
closing  hydraulically  operated  valve  shall  be 
located  between  the  riser  pipe  and  the  single 
delivery  pipe. 

3.12..  The  pump  shall  be  of  the  positive  displace¬ 
ment  and  suction  type,  hydraulically  oper¬ 
ated. 


3.13..  The  pump  shall  be  located  inside  the  tank 
body. 

3. 14..  The  pump  shall  be  operated  by  means  of  a 
motor  unit  pump.  Both  discharge  pump  and 
motor  unit  pump  shall  contain  no  external 
moving  parts  or  stuffing  boxes.  Pump  rotors 
shall  not  be  in  contact  with  each  other  or 
the  pump  housing. 

3.15..  The  motor  unit  pump  shall  be  operated  by 
means  of  lubricating  oil  under  pressure  from 
a  circulating  pump  having  power  takeoff  and 
oil  storage  near  the  engine  or  the  cab. 

3.16..  The  oil  circulating  pump  shall  be  controlled 
by  a  hand  clutch.  The  hand  clutch  shall  be 
arranged  to  move  to  the  off  position  should 
the  tank  truck  be  moved. 

3.17..  The  lubricating  oil  pumped  from  the  oil  cir¬ 
culating  pump  shall  pass  through  a  selector 
valve  control,  which  shall  be  located  in  the 
control  box,  and  such  oil  shall  be  returned  to 
its  source  without  movement  of  either  the  in¬ 
side  compartment  valve  or  the  motor-unit- 
pump  until  such  time  as  the  selector  valve  is 
opened.  The  inside  compartment  valve  shall 
be  opened  and  the  motor-unit-pump  started 
simultaneously. 

3.18..  011. circulating  and  return  lines  between  the 
cab  and  the  tank  body  shall  be  of  the  high 
pressure  armored-hose  with  suitable  fittings. 

3.19..  The  lubricating  oil  circulating  pump  shall  be 
independent  of  the  engine  oil  circulating  sys¬ 
tem. 

3.20..  The  outlet  valve  from  each  compartment  shall 
be  operated  selectively  and  only  from  the  con¬ 
trol  box  by  means  of  the  oil  hydraulic  selector 
control. 

3.21..  The  hydraulic  selector  control  shall  also  be 
arranged  to  close  the  inside  valves  by  the 
closing  of  the  control  box  door,  also  by  the 
releasing  of  the  oil  pressure  by  the  melting 
of  a  suitable  fusible  device  at  not  more  than 
165°  F. 

3.22..  An  automatic  by-pass  or  pressure  relief  shall 
be  an  integral  part  of  the  gasoline  discharge 
pump,  and  shall  be  set  and  sealed  to  prevent 
a  discharge  pressure  in  excess  of  five  pounds 
per  square  inch. 

3.23..  A  small  self-closing  whistle  valve  shall  be 
provided  at  the  top  of  hose  in  the  control  box 
for  admitting  air  into  the  hose  for  drainage 
purposes. 

3.24..  0.  each  tank  a  grounded  hose  having  bronze 
fittings  shall  at  all  times  be  connected  to  the 
single  delivery  outlet  and  shall  be  arranged 
to  form  a  good  grounding  contact  between 
the  tank  body  and  an  underground  storage 
system. 

TANK  CAPACITY 

Sec.  4.1... The  total  capacity  of  the  tank  shall  not  ex¬ 
ceed  1,920  gallons  of  volatile  inflammable  oils. 

4.2.. . The  tank  shall  be  divided  into  one  or  more 
independent  compartments,  no  one  of  which 
shall  exceed  in  capacity  320  gallons. 

4.3.. . Each  compartment  shall  be  provided  with  at 
least  two  and  one-half  per  cent  additional 
space  for  expansion. 

4.4.. . Each  compartment  shall  be  provided  with  a 

sealed  indicator  or  guide  for  filling. 

4.5.. . The  total  capacity  of  the  wing-tanks  or 
mounting  tanks  (when  used  instead  of  run¬ 
ning  boards)  shall  not  exceed  300  gallons  of 
lubricating  oils. 
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TANK  CONSTRUCTION 

Sec.  5.1... Each  tank  shall  be  an  all-metal  welded  rigid 
structure,  elliptical  in  cross  section  and  con¬ 
struction  of  not  less  than  3/16  inch  selected 
steel  throughout. 

5.2  .All  seams  shall  be  welded,  both  inside  and 
outside,  and  shall  be  of  the  full  fillet  weld. 

5.3.  ..Wrapper  sheets  shall  not  be  pierced  below 
the  normal  liquid  level. 

5.4.. . A  control  box  shall  be  provided  at  the  rear 

of  the  tank  and  shall  be  welded  to  the  tank 
body.  The  door  of  the  control  box  shall  be 
hinged  at  the  top  and  shall  close  by  gravity, 
also  by  the  fusing  of  a  165°  F.  metal.  No 
bottom  shall  be  provided  in  the  control  box 
excepting  on  tanks  constructed  previous  to 
May  20th,  1933’  in  which  cases  it  shall  be  ade¬ 
quately  ventilated  and  drained  in  such  a  man¬ 
ner  that  no  articles  such  as  pipe  fittings,  rags, 
etc.,  can  be  carried. 

5.5.. . For  “SYPHON”  type  tanks,  the  heads  and 

partitions  shall  each  be  in  one  piece;  shall  ex¬ 
tend  beyond  the  shell  and  shall  be  connected 
so  as  to  afford  rigid  construction.  The  wrap¬ 
per  sheet  for  each  compartment  shall  be  in 
one  piece  having  the  longitudinal  seam  lo¬ 
cated  near  the  top. 

5.6.. . For  “PUMP”  type  tanks,  the  heads  and  par¬ 

titions  shall  each  be  in  one  piece  and  shall 
not  be  pierced  at  any  point.  The  wrapper 
sheet  shall  extend  for  the  full  length  of  the 
tank.  The  longitudinal  seams  shall  be  located 
near  the  top. 

RELIEF  VENTS 

Sec.  6.1... Each  compartment  shall  be  protected  by  a 
combination  breather  and  relief  valve. 

6.2.. . The  relief  valve  shall  have  a  through  area  of 

not  less  than  \V\  inches  in  diameter  and  shall 
be  held  normally  closed  by  a  spring  tension 
of  not  more  than  5  pounds  per  square  inch. 

6.3.. . The  breather  valve  shall  have  a  through  area 

of  not  less  than  inch  in  diameter  and  shall 
be  held  normally  closed  by  sufficient  spring 
tension  as  not  to  appreciably  interfere  with 
the  pump  or  syphon  action. 

6.4.. . The  inlet  and  outlet  of  each  combination 

breather  and  relief  vent  shall  be  protected  by 
40  x  40  mesh  wire  screens,  so  located  as  not  to 
interfere  with  the  required  through  area  of 
the  vent. 

COVERS 

Sec  7.1... A  manhole  shall  be  provided  for  each  com¬ 
partment  having  a  maximum  width  of  fifteen 
(15)  inches  and  a  filler  cap  of  not  more  than 
six  (6)  inches  in  diameter. 

72.. . Except  when  filling,  and  during  transit  and 

delivery,  the  manhole  and  filler  openings  shall 
be  maintained  vapor  and  liquid  tight  with 
self-locking  covers,  which  shall  not  open  at 
more  than  91°.  The  hinges  shall  be  placed 
toward  the  cab.  The  vents  shall  be  located 
either  in  the  dome  or  cover  and  shall  be  of 
the  type  and  size  as  specified  in  Section  6  of 
these  specifications. 

TEST 

Sec.  8.1... At  least  one  tank  in  ten  shall  be  tested  by 
the  manufacturer  in  the  presence  of  the  Fire 
Commissioner  or  his  representative. 

8.2.. . Each  tank  shall  be  tested  at  the  place  of 


manufacture,  and  shall  withstand  without 
leaking  a  hydrostatic  test  of  not  less  than  15 
pounds  per  square  inch.  A  written  statement 
'of  each  tank  test  shall  be  signed  by  the  man¬ 
ufacturer  and  filed  with  the  Fire  Commis¬ 
sioner  certifying  as  to  the  test  and  compli¬ 
ance  with  these  specifications. 

Sec.  8.3... Each  tank  shall  be  capable  of  withstanding 
without  structural  injury,  a  test  of  dropping 
while  filled  with  water  a  distance  of  four  (4) 
feet  and  landing  upon  its  mounting  on  a  solid 
flat  surface. 

STATIC  ELIMINATOR 

Sec.  9.1. .  .Provision  shall  be  made  near  the  rear  or  near 
the  front  of  the  tank,  or  both,  for  a  static 
eliminator  connection.  The  connection  must 
be  made  with  a  good  ground  before  the  tank 
is  filled  at  the  loading  rack.  The  connection 
shall  consist  of  an  unpainted  piece  of  brass 
or  non-corrodable  metal  welded  or  braised  to 
the  tank  body,  excepting  that  on  tanks  con¬ 
structed  previous  to  May  20th,  1933,  where  no 
static  eliminators  have  been  provided,  some 
part  of  the  truck  shall  be  freed  from  paint 
upon  which  shall  be  fastened  the  grounding 
clip  of  the  loading  rack. 

MOUNTING 

Sec.  10.1... Each  tank  shall  be  so  mounted  on  the  chassis 
that  it  will  not  be  subjected  to  twisting  strains 
by  the  twisting  of  the  chassis  frame;  also  in 
such  a  manner  as  to  eliminate  shifting  or 
twisting  of  the  tank  in  its  mounting  and  to 
eliminate  friction  between  the  tank  and  such 
mounting;  and  so  as  not  to  impair  the  flex¬ 
ibility  of  the  chassis  frame.  No  sillings  and / 
or  cradles  of  combustible  material  shall  be 
employed  in  supporting  the  tank  body. 

10.2. .  .When"  a  tank  truck  that  was  accepted  prev¬ 

ious  to  May  20th,  1933  (constructed  accord¬ 
ing  to  specifications  adopted  March  19,  1925) 
is  taken  out  of  service  or  sold  or  the  tank  is 
remounted  on  another  new  or  used  chassis 
the  specifications  in  force  at  the  time  of  the 
change  shall  apply  in  their  entirety. 

10.3.. . For  “PUMP”  type  tanks,  the  tanks  shall  be 

supported  on  rectangular  stiffeners  or  cradles, 
which  shall  extend  the  full  length  of  the  tank, 
effectively  braced,  and  welded  to  the  tank 
body.  The  rectangular  stiffeners  or  cradles 
may  be  used  to  transport  lubricating  oil  in¬ 
stead  of  or  in  combination  with  the  wing- 
tanks. 

10.4.. . The  use  of  any  standard  brake  lining  is  per¬ 

mitted  to  eliminate  friction  between  the  tank 
and  mounting. 

BUMPERS 

Sec.  11.1... Fixed  substantial  steel  bumpers  shall  be  pro¬ 
vided  at  the  front  and  at  the  rear  of  the 
chassis.  The  material  used  shall  be  of  di¬ 
mension  and  strength  equal  to  6-inch  steel 
channel,  weighing  10p2  pounds  per  foot. 

MUD  GUARDS 

Sec.  12.1... The  front  mud  guards  shall  extend  the  full 
width  of  the  running  boards  and  chassis. 

MUFFLER 

Sec.  13.1... The  outlet  of  the  muffler  shall  terminate  un¬ 
der  cab  or  engine. 
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Sec.  13.2... No  joints  in  that  part  of  exhaust  piping  or 
muffler  located  below  the  cab  will  be  per¬ 
mitted. 

BRAKES 

Sec.  14.1. .  .Service  brakes  shall  be  of  an  approved  4- 
wheel  power  operated  type  and  so  designed 
that  they  will  be  capable  of  bringing  the  ve¬ 
hicle  to  a  stop  in  the  event  of  failure  of  the 
source  of  power.  No  power  or  actuating  cy¬ 
linder  shall  be  located  within  the  rear  brake 
drum. 

14.2.. . The  total  effective  service  brake  lining  area 

shall  be  not  less  than  580  square  inches  prop¬ 
erly  distributed  on  4  wheels. 

14.3.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  they  comply  with  the  motor  vehicle 
laws  of  the  State  of  New  York  and  the  stop¬ 
ping  requirements  of  the  Police  Department 
of  the  City  of  New  York  and  all  the  other 
sections  of  these  specifications. 

14.4.. . The  drive  shaft  brake  not  to  be  considered 

in  computing  the  braking  area. 

AXLES 

Sec.  15.1... The  rear  axle  shall  be  of  the  full-floating 
type  if  enclosed  drive. 

15.2.. . The  front  axle  weight,  when  fully  loaded, 

shall  be  not  less  than  one-quarter  of  the 
gross  weight. 

15.3.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  the  axle  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE 

Sec.  16.1... Each  carburetor  shall  be  provided  with  a 
flash-back  device  which  shall  have  been  ap¬ 
proved  by  a  Nationally  Recognized  Labora¬ 
tory. 

16.2.. . Glass  gauges  in  gasoline  or  oil  lines  will  not 

be  permitted. 

16.3. .  .Carburetors,  when  located  above  the  exhaust 

manifold  or  hot  piping,  shall  be  provided  with 
a  suitable  drip  pan  draining  to  the  road. 

16.4.. . A  governor  must  be  provided  and  so  set  and 

sealed  as  to  prevent  a  truck  speed  in  excess 
of  22  M.  P.  Hour. 

16.5. .  .On  a  chassis  still  in  service,  accepted  previous 
to  May  20th,  1933'  the  engine  design  as  orig¬ 
inally  approved  shall  be  accepted. 

TIRES 

^ec#  17.1... No  tire  shall  be  loaded  beyond  its  rated  capa¬ 
city  as  given  by  the  Tire  and  Rim  Associa¬ 
tion. 

TRANSMISSION 

Sec.  18.1... No  over-direct  speed  will  be  permitted. 

18.2.. . No  two  range  transmission  will  be  permitted. 

18.3.. . Not  more  than  4  speeds  forward  will  be  per¬ 
mitted. 

18.4.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  transmission  design  as 
originally  approved  shall  be  accepted. 

ELECTRICAL  EQUIPMENT 

Sec.  19.1... The  starter  shall  be  controlled  by  a  magnetic 
switch,  which  shall  be  located  at  or  near  the 


starter,  excepting  on  a  chassis  still  in  service, 
approved  previous  to  May  20th,  1933,  no 
starter  shall  be  required. 

Sec.  19.2. ..  Battery  leads  shall  be  no  longer  than  prac¬ 
ticable. 

19.3.. . Each  lighting  circuit  shall  be  properly  fused 

with  not  more  than  10  amperes  cartridge  fuse. 

19.4. . .  Side  signalling  lights  will  not  be  permitted. 

19.5. .  .Ignition  wiring  shall  be  securely  supported 

by  means  of  the  open  spacer  method  and  pro¬ 
tected  against  grounding,  or  by  fiber  tubing 
rigidly  supported. 

19.6. . .  Battery  shall  be  rigidly  mounted  under  seat 

on  left  side  and  fully  partitioned  from  gaso¬ 
line  tank,  or  other  approved  location.  Battery 
shall  be  well  ventilated. 

19.7.  .  .Lighting  equipment  shall  consist  of  not  more 
than  two  head-lamps  (or  side  lamps)  equip¬ 
ped  with  not  more  than  21  C.  P.  for  driving 
and  one  3  C.  P.  lamp  for  parking. 

19.8.. . Tail  light  shall  be  mounted  at  top  and  rear 

of  delivery  tank.  Tail  light  shall  not  exceed 
6  C.  P. 

19.9.. . A  two-wire  system  will  be  required. 

19.10..  Dash  lamps  shall  not  exceed  more  than  3 
C.  P. 

19.11..  An  electric  horn  will  be  permitted,  but  no 
other  electrical  devices  or  accessories,  except¬ 
ing  on  a  chassis  still  in  service,  approved 
previous  to  May  20th,  1933  no  electric  horn 
shall  be  required. 

19.12..  No  ignition  or  transmission  lock  will  be  per¬ 
mitted. 

19. 13..  All  wiring  except  ignition  shall  be  encased  in 
metal  conduit. 

CAB 

Sec.  20.1... The  cab  shall  be  an  all  metal  structure.  A 
shatter-proof  glass  windshield  shall  be  pro¬ 
vided.  Approved  side  doors  may  be  used  if 
desired.  Combustible  side  curtains  will  be 
prohibited.  A  suitable  incombustible  sema¬ 
phore  and  reflector  mirror  shall  be  provided. 

20.2..  .On  a  chassis  still  in  service,  accepted  previous 
to  May  20th,  1933  the  cab  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE  FUEL  TANK 

Sec.  21.1... No  soldering  for  tightness  will  be  accepted 
in  the  construction  of  the  engine  fuel  tank. 

21.2.  .  .The  fill  or  intake  opening  and  vent  to  engine 
fuel  tank  shall  terminate  outside  the  cab,  but 
shall  not  protrude  more  than  5  inches  beyond 
the  side  of  the  cab.  The  fill  or  intake  open¬ 
ing  shall  be  protected  by  an  approved  screen 
and  a  self-closing  cover.  Engine  fuel  tank 
shall  be  located  inside  the  cab. 

21.3. .  .Gasoline  shall  be  supplied  to  the  carburetor 

by  mechanical  pump  only. 

21.4. .  .Gasoline  supply  line  to  carburetor  shall  be 

connected  through  the  top  of  the  supply  tank. 

21.5.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  engine  fuel  tank  design 
shall  be  accepted  as  originally  approved. 

RUNNING  BOARDS 

Sec.  22.1 ..  .Wing-tanks  may  be  substituted  for  running 
boards.  Only  lubricating  oils  will  be  per¬ 
mitted  for  transportation  in  the  wing-tanks. 
Not  more  than  one  100-gallon  tank,  which 
may  be  subdivided,  will  be  permitted  on 
either  side  of  the  tank  truck.  The  wing- 
tanks  or  the  running  boards  shall  extend  the 
full  length  of  the  tank  body.  Two  cans  for 
bucketing  the  lubricating  oil  may  be  carried 


on  either  side  of  the  tank  truck  beneath  the 
wing-tanks  or  running  boards  or  in  suitable 
housings.  Draw-off  connections  shall  be  lo¬ 
cated  in  a  protected  location  under  the  wing- 
tanks  and  shall  be  of  the  self-closing  type 
with  means  for  locking.  Side  racks  for  cans 
are  prohibited. 

CHASSIS  WEIGHT 

Sec.  23.1... The  net  chassis  weight  without  accessories, 
such  as  cab,  spare  tire,  water,  gasoline,  front 
and  rear  bumpers,  etc.,  shall  weigh  not  less 
than  36  per  cent  of  the  gross  weight  of  a 
fully  loaded  and  completely  equipped  vehicle. 

EXAMPLE 


Weight  of  chassis  (net  dry) .  8700  lbs. 

Weight  of  tank  (1500  gallon) .  5000  lbs. 

Weight  of  gasoline  (1500  gals.  @ 

6.2)  .  9300  lbs. 

Weight  of  accessories  (cab,  water, 

gas,  tires,  bumpers,  etc.) .  1050  lbs. 


24050  lbs. 

36%  of  24,050  lbs.  equals  8,658  lbs.  mini¬ 
mum  weight  of  net  dry  chassis  acceptable. 

AFFIDAVITS 

Ssc.  24.1... The  manufacturer  of  each  make  of  chassis 
shall  file  with  the  Fire  Commissioner  a  detail 
chassis  specification  with  drawings,  also  an 
affidavit  satisfactory  to  the  Fire  Commission¬ 
er  that  the  chassis  is  adequate  and  suitable  to 
transport  the  tank  and  its  contents  of  volatile 
inflammable  oils  in  New  York  City. 

24.2. .  .Specifications  of  the  chassis  shall  be  listed 
in  the  Commercial  Car  Journal  or  in  a  similar 
representative  publication.  Any  chassis  devi¬ 
ation  from  published  specification  data  must 
be  filed  with  the  Fire  Commissioner,  such  as 
chassis  weight  due  to  variations  in  wheelbase, 
tires,  sizes,  etc. 

GUARANTEE 

Sec.  25.1. .  .Satisfactory  evidence  of  compliance  with 
these  specifications,  also  as  to  its  safety  and 
proper  workmanship  on  all  parts  of  the  tank 
truck  shall,  when  required,  be  furnished  to 
the  Fire  Chief  and  Commissioner. 


USE  OF  TRUCK 

Sec.  26.1... Tank  trucks  approved  for  transporting  vola¬ 
tile  inflammable  oils  shall  be  used  for  no 
other  purpose,  except  that  lubricating  oils 
may  be  transported  on  the  same  truck  in  a£- 
proved  wing-tanks  or  in  approved  mounting 
tanks  or  both,  as  may  be  desired. 

IDENTIFICATION 

Sec.  27.1... The  tank  and  the  chassis  shall  be  perma¬ 
nently  numbered  by  means  of  a  plate  welded 
in  a  fixed  position. 

PAINTING  &  MARKING 

Sec.  28.1 . .  .The  tank  body  shall  be  painted  a  red  as  speci¬ 
fied  for  Fire  Department  use  but  the  chassis, 
running  gear,  cab,  bonnet  or  hood  of  the 
motor  or  the  wheels  may  be  painted  any  color 
suitable  to  the  applicant. 

28.2.. . The  words  “GASOLINE-DANGER”  shall  be 

painted  in  English  on  both  sides  and  rear  of 
the  tank  in  letters  of  not  less  than  ten  (10) 
inches  high  also  on  the  front  bumper  in  let¬ 
ters  not  less  than  four  (4)  inches  high. 

28.3.. . The  owner’s  name  shall  be  painted  on  both 

sides  of  the  tank  or  cab  in  letters  of  not  less 
than  two  (2)  inches,  nor  more  than  six  (6) 
inches  high  or  permanently  affixed  to  both 
sides  of  the  tank  by  means  of  a  brass  plate 
of  not  less  than  four  (4)  inches  by  six  (6) 
inches  in  size. 

28  4. .  .No  advertising  or  other  names  shall  be  paint¬ 
ed  on  or  affixed  to  the  tank  truck. 

FIRE  PROTECTION 

Sec.  29.1... The  entire  tank  truck  shall  be  constructed  of 
incombustible  materials. 

29.2. .  .Non-freezing  fire  appliances  only  shall  be  car¬ 

ried  on  tank  trucks.  At  least  one  approved 
carbon  dioxide  fire  extinguisher  of  not  less 
than  ten  (10)  pounds  capacity  shall  be  pro¬ 
vided  and  located  in  or  near  the  driver’s  cab. 

SMOKING 

Sec.  30.1. .  .Smoking  on  a  tank  truck  is  prohibited  at  all 
times. 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  .  81-20-SA 

Walworth  Company  .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg  Co.,  Inc .  1407-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co.. .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  standpipe  systems 

New  York  Brass  Foundry  Co.  (Stillbech) . . 

Walworth  Company  . 

W.  D.  Allen  Mfg.  Company . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc . 

Jenkins  Brothers  . 

Croker  National  Fire  Prev.  Eng.  Co . 

Fairbanks  Company  . 

Pratt  &  Cady  . . 

Elkhart  . 


53-21 -S  A 
900-27- S A 
1151-27-SA 
1307-27-SA 
780-28- S A 
970-28- S A 
268-29-SA 
231-30-SA 
15-31-SA 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RULES 


Published  at  request  of  the  Fire  Chief  and  Commissioner 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(FUEL,  KEROSENE,  LUBRICATING  OILS,  ETC.) 

To  be  used  in  the  transportation  or  delivery  for  storage, 
sale  or  use  within  the  City  of  any  petroleum  or  shale  oil, 
or  the  liquid  products  of  either,  or  coal  tar  which  will  not 
emit  an  inflammable  vapor  at  a  temperature  below  100° 
F.  when  tested  in  a  Tagliabue  open  cup  tester,  as  pro¬ 
vided  for  by  Section  113,  Article  8,  Chapter  10  of  the 
Code  of  Ordinances,  effective  May  18,  1935. 


or  horse  drawn  vehicle,  in  which  the  con¬ 
tents  shall  be  any  petroleum  or  shale  oil,  or 
the  liquid  products  of  either,  or  coal  tar 
which  will  not  emit  an  inflammable  vapor  at 
a  temperature  below  100°  F.  when  tested  in 
a  Tagliabue  open  cup  tester,  and  is  drawn 
off  through  an  opening  or  openings  in  the 
bottom  of  the  tank  whether  by  natural  grav¬ 
ity  flow  or  actuated  by  some  mechanical 
means. 

TANK  CAPACITY 


PERMIT 

-Sec.  1.1.  .  .No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  storage  or  use  within 
the  city  any  petroleum  or  shale  oil,  or  the 
liquid  products  of  either,  or  coal  tar  which 
will  not  emit  an  inflammable  vapor  below 
100°  F.  when  tested  in  a  Tagliabue  open  cup 
tester,  except  in  a  tank  truck  for  which  a 
permit  has  been  granted  by  the  Fire  Chief 
and  Commissioner.  (Sec.  113,  Art.  8,  Chap. 
10.) 

12.  .  .A  permit  is  required  for  each  tank  truck 
used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any 
petroleum  or  shale  oil,  the  liquid  products 
of  either,  or  coal  tar  which  will  not  emit  an 
inflammable  vapor  below  100°  F.  when  tested 
in  a  Tagliabue  open  cup  tester.  (Sec.  113, 
Art.  8,  Chap.  10,  C.  of  O.) 

1.3.  .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  said  Fire  Chief  and 
Commissioner  and  shall  contain  such  infor¬ 
mation  as  he  shall  require.  (Sec.  20,  Art.  2 
Chap.  10,  C.  of  O.) 

1.4.  .  .Unless  otherwise  provided  every  permit  for 

a  tank  truck  and  the  renewal  thereof,  shall 
be  for  a  period  determined  by  the  Fire  Chief 
and  Commissioner,  but  in  no  case  to  exceed 
one  year.  (Sec.  26,  Art.  2,  Chap.  10,  C.  of 

1.5.  .  .The  permit  is  revocable  and  not  transfera- 

ble  and  in  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43 
Art.  3,  Chap.  10,  C.  of  O.) 

16  •  -The  metal  permit  plate,  furnished  by  the 
Fire  Department  at  the  same  time  the  Fire 
Department  permit  is  issued,  must  be  se- 
curely  fastened  to  the  exterior  of  the  cab  on 
the  left  side  of  the  tank  truck  and  be  so  dis¬ 
played  during  the  life  of  the  permit. 

1.7.  .  .The  Fire  Department  Inspection  Card  must 

be  carried  at  all  times  in  the  cab  of  the  truck 
in  a  card  holder. 

1.8.  .  .Complete  specifications  of  the  truck,  with 

detail  construction  drawing  showing’  plan 
and  elevation  of  the  tank,  also  carrying 
capacity  of  the  chassis,  shall  be  filed.  This 
section  will  not  apply  to  existing  equipment. 

RESPONSIBLE  PERSON 

ec.  2.1.  .  .Each  tank  truck  for  which  a  permit  has 
been  issued  shall  be  under  the  control  and 
supervision  of  a  responsible  person. 

GRAVITY  TANK  TRUCK 

ec.  3.1.  .  .The  term  gravity  tank  truck  when  used  in 
these  tank  truck  specifications  shall  be  a 
steel  tank  mounted  on  either  a  motor  driven 


Sec.  4-1. 


4.2. 


4.3. 


.  the  total  carrying  capacity  of  the  tank 
shall  not  exceed  twenty-five  hundred  (2,500) 
gallons,  except  that  heavy  oils  (Numbers  5 
and  6),  may  be  carried  in  a  tank  of  not 
more  than  three  thousand  (3,000)  gallons 
capacity. 

•The  total  capacity  of  any  one  compartment 
shall  not  exceed  six  hundred  gallons  (600) , 
except  that  heavy  oils  numbers  5  and  6  may 
be  carried  in  a  three  thousand  gallon  com¬ 
partment. 

■^.OTE:  See  U.  S.  Dept,  of  Commerce  Fuel 
Oil  Standards  CS12-33. 


Grade 


Flash  Point 
Minimum  Maximum 

No.  1.  (A  distillate  oil 
for  use  in  burners 
requiring  a  vola- 

xr  o  fV-el)  .  110°F.  165°  F. 

No.  2.  (A  distillate  oil 

for  use  in  burners 
requiring  a  mod¬ 
erately  volatile 

fuel)  .- .  125°  F.  190°  F. 

No.  3.  (A  distillate  oil 
for  use  in  burners 
requiring  a  low 

viscosity  fuel)  ..  150°  F.  200°  F. 

No.  4.  (An  oil  for  use 
in  burners  re¬ 
quiring  low  vis¬ 
cosity  fuel)  .  150°  F. 

No.  5.  (An  oil  for  use 
in  burners  permit¬ 
ting  a  medium 
viscosity  fuel. 

(Bunker  B,  Fed¬ 
eral  specification, 

2d>  .  150°  F. 

No.  6.  (An  oil  for  use 
in  burners  permit¬ 
ting  a  high  vis¬ 
cosity  fuel. 

(Bunker  C,  Fed¬ 
eral  specification, 

2d)  .  150°  F. 


TANK  CONSTRUCTION 

Sec.  5.1.  .  .The  tank  shall  be  a  rigid  all  steel  structure 
open  hearth  or  blue  annealed  steel  through¬ 
out,  m  accordance  with  the  following  table 
Wrapper  sheets  shall  be  installed  with  longi¬ 
tudinal  seams  near  the  top.  All  joints  shall 
be  welded.  The  joints  shall  be  welded  (con- 
tinuous)  both  inside  and  outside  and  shall  be 
of  full  45  degree  fillet,  except  in  double  bulk 
head  construction  one-side  welding  only. 

5.2.  .  .All  gauges  specified  are  U.  S.  Standard  and 
apply  to  either  single  or  double  head  con¬ 
struction. 

Tanks  of  not  more  than  600  gallons  capacity 
—12  gauge  shell— 12  gauge  head 
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Sec.  5.3.  . 

5.4.  . 

Sec.  6.1 .  . 

Sec.  7.1.  . 

7.2. 

7.3. 

Sec.  8.1. 

Sec.  9.1 . 


RULES 


Tanks  of  over  600  gallons  and  not  more  than 
1,200  gallons  capacity— 10  gauge  shell— 10 

gauge  head  , 

Tanks  over  1,200  gallons  and  not  more  than 
3,000  gallons  capacity— 

400  gallon  compartment  and  under  1U 
gauge  shell— 10  gauge  head 
over  400  gallon  compartment  and  not 
more  than  600  gallon  compartment— 10 
gauge  shell— 8  gauge  head 
for  compartments  over  600  gallon  to  carry 
5  and  6  oils— 8  gauge  shell— 8  gauge  head 
Tank  capacities  to  conform  to  sections  4.1 
and  4.2  of  these  specifications. 

No  permit  shall  be  granted  to  a  tank  truck 
using  a  tank  of  lighter  construction  than 
above  specified  after  July  1,  1937. 

.Material  other  than  open-hearth  or  blue 
annealed  steels  may  be  used  if  in  thicknesses 
and  designs  that  will  give  tank  strengths  and 
rigidities  not  less  than  those  of  the  steels 
described  and  which  have  an  equal  or  higher 
melting  point. 

.All  existing  welded  and  riveted  tanks  will 
be  accepted,  if  free  from  ruptures,  defects 
and  leakage. 


CAPACITY  INDICATOR 

Adjustable  indicator  or  gauging  device 
shall  be  placed  in  each  filler  opening  so  set  as 
to  allow  three-fourths  of  a  gallon  to  each  one 
hundred  (100)  gallons  for  expansion.  Total 
shall  not  be  above  indicator  level.  Indicator 
shall  be  sealed.  The  installation  of  indicators 
as  above  described,  not  required  on  existing 
equipment. 

RELIEF  VENTS 

.Each  compartment  shall  be  provided  with  a 
breather  vent.  The  vent  shall,  be  of  the 
normally  closed  pressure  controlling  type,  ex¬ 
cept  for  oils  known  as  Numbers  5  and  6. 
.Vents  of  the  enclosed  type  shall  relieve  at 
not  more  than  five  (5)  pounds  pressure,  ex¬ 
cept  for  oils  Numbers  5  and  6.  All  vents 
shall  be  provided  with  a  20  x  20  mesh  non- 
corrodible  wire  screen. 

.Vents  shall  have  a  through  area  as  below 
specified  and  shall  be  provided  as  follows . 
yy  diameter  vent  when  2"  drawoff  pipe  is 

used  . 

y,"  diameter  vent  when  2 y2"  drawoff  pipe  is 

used 

r  diameter  vent  when  3"  drawoff  pipe  is 
used  . 

1  yy  diameter  vent  when  4"  drawoff  pipe  is 
used  . 

Ii4"  diameter  vent  when  6"  drawoff  pipe  is 

used 


COVERS 

.  .Except  when  filling,  and  during  transit  and 
delivery,  the  manhole  and  filler  openings 
shall  be  maintained  vapor  and  liquid  tight 
with  self-locking  covers,  which  shall  not 
open  at  more  than  91°.  The  hinges  shall  be 
placed  toward  the  cab.  The  vents  may  be 
located  either  in  the  dome  or  cover  and  shall 
be  of  sizes  specified  in  Section  7  of  the 
Specifications. 

TEST 

.  .Each  compartment  shall  show  no  signs  of 


leakage;  hydrostatic  test  of  5  pounds  per 
square  inch  will  be  made  on  demand  of  the 
Fire  Chief  and  Commissioner. 

INSIDE  EMERGENCY  VALVES 

Sec.  10.1.  .  .An  inside  emergency  valve  (except  com¬ 
partments  of  one  hundred  and  fifty  (150) 
gallons  or  less)  shall  be  provided  at  the  out¬ 
let  orifice  from  each  compartment  and  shall 
be  kept  closed  except  during  delivery  or  dis¬ 
charging  operation.  Except  for  tanks  con¬ 
taining  Nos.  5  or  6  oil,  the  valve  shall  be  of 
the  quick  closing  type  and  arranged  to  close 
with  the  flow  of  liquid  and  shall  be  installed 
independent  of  the  outside  pipe  connections 
or  with  a  shear  section  which  will  break 
under  strain.  There  shall  be  no  stuffing  box 
below  the  liquid  level.  In  tanks  containing 
numbers  5  or  6  oil,  the  valve  may  be  either 
of  the  quick  closing  or  of  the  screw  type. 

OUTSIDE  PIPING  AND  VALVES 

Sec.  11.1.  .  .Each  compartment  or  tank  shall  be  emptied 
by  means  of  gravity  or  by  pump  or  both,  or 
if  so  desired,  the  syphon  type  of  truck  as 
approved  for  gasoline,  may  be  used. 

11 2.  .  .When  pump  is  used,  it  shall  be  provided 
with  a  sealed  means  of  bypassing  so  de¬ 
signed  and  set  that  it  will  not  deliver  more 
than  25  gallons  per  minute  through  a  1% 
inch  delivery  hose  and  not  more  than  50 
gallons  per  minute  when  using  a  delivery 
hose  not  exceeding  2  inches  in  diameter 
when  delivering  fuel  oils  Numbers  1,  2,  3 
and  4  as  specified  under  Section  4.3  of  these 
Specifications.  Provisions  shall  be  made 
for  a  pressure  gauge  on  the  discharge  side 
of  the  pump.  Grounded  flexible  hose  of  not 
more  than  24  inches  in  length  may  be  used 
between  the  pump  and  the  suction  end  of 
the  discharged  piping. 

11.3.  .  .On  tank  semi-trailer  equipment  which  is  a 

vehicle  of  the  trailer  type  (upon  which  is 
mounted  a  tank)  having  one  or  more  axles 
and  two  or  more  wheels  so  designed  and 
used  in  conjunction  with  a  motor  vehicle 
that  some  part  of  its  own  weight  and  that 
of  its  own  load  rests  upon  or  is  carried  by 
another  vehicle,  grounded  flexible  hose  not 
exceeding  six  (6)  feet  in  length,  shall  be 
used  to  connect  the  piping  on  the  motor 
vehicle  to  the  piping  on  the  tank  semi¬ 
trailer. 

11.4.  .  .Piping  shall  be  connected  to  the  bottom  of 

the  tank,  either  by  having  the  wrapper  sheet 
flanged  and  special  connections  welded 
thereto,  or  by  heavy  pipe  flanges  welded 
both  inside  and  outside  to  the  wrapper  sheet 
when  screwed  piping  is  used  (valves  ex¬ 
cepted)  the  joints  shall  be  either  welded, 
brazed  or  cemented  for  tightness. 

11.5.  .  .Piping  shall  be  supported  from  the  tank  or 

tank  structure.  Rear  and  side  outlet  valves 
shall  be  protected  by  rear  bumper  or  on  the 
side  by  the  steel  running  boards.  Hose  shall 
not  exceed  100  feet  in  length. 

MOUNTING 

Sec.  12.1.  .  .Each  tank  shall  be  substantially  supported 
by  iron  or  pressed  steel  cradles  or  steel 
bolsters.  The  tank  shall  be  secured  to  the 
bolsters  or  cradles  either  by  welding  or  by 
approved  metal  straps. 
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Sec.  12.2.  .  .If  a  wooden  sill  is  used  the  hold-down 
bracket  must  be  so  designed  that  both  the 
“U”  bolts  which  fasten  the  sill  to  the  chassis 
frame,  and  the  hold-down  bands  which  hold 
the  tank  to  the  cradle,  become  a  part  of  the 
same  bracket  assembly,  so  that  there  will 
always  be  a  metal  connection  between  tank 
and  chassis.  The  sills  must  be  so  anchored 
as  to  prevent  any  longitudinal  movement  of 
the  tank  structure  relative  to  the  chassis 
frame. 

BUMPERS  Sec.  17.2. 

Sec.  13.1.  .  .A  substantial  steel  bumper  shall  be  provided 
at  the  rear,  so  designed  as  to  protect  the 
rear  o i  each  tank  and  the  discharge  valves 
from  injury. 

13.2.  .  .Bumpers  shall  be  permanently  secured  to 
the  chassis  frame  and  in  such  a  manner  as 
to  provide  protection  for  the  rear  of  the 
tank  and  the  discharge  valves. 


BUCKET  BOXES  &  RUNNING  BOARDS 

Sec.  14.1.  .  .Bucket  boxes  when  used  must  be  of  metal 
construction  not  lighter  than  14  U.  S. 
Standard  gauge — must  be  a  permanent  part 
of  the  tank  structure  and  provided  with 
drainage  and  ventilation  through  the  bot¬ 
tom.  Hard  wood  lining  may  "be  used  to 
prevent  sparking.  All  steel  running  boards 
shall  be  provided  and  shall  not  extend  be¬ 
yond  the  maximum  width  of  the  chassis. 
The  over-all  width  of  the  assembled  tank 
truck  shall  not  exceed  the  State  limitations. 
All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 

14.2.  .  .Running  boards  constructed  of  wood  if  in 
good  condition  shall  be  accepted  on  existing 
equipment. 


than  the  percentage  of  the  gross  weight  when 
fully  loaded  and  completely  equipped  as  fol¬ 
lows  : 

For  tanks  0  to  600  gallons— 25% 

For  tanks  601  to  1250  gallons— 30% 

For  tanks  1251  to  3000  gallons— 28% 
When  tractor-semi-trailer  equipment  is  used, 
the  net  chassis  weight  shall  include  both  the 
tractor  and  semi-trailer  chassis. 

EXAMPLE 


.Weight  of  chassis  (net  dry) .  6,900 lbs. 

Weight  of  tank  (1500  gal.-lO  ga. 

5.c°mpts-)  .  4,500  lbs. 

Weight  of  meter,  hose  and  reel...  750 lbs. 
Weight  of  oil  (1,500  gals.  @  7.5 

„.lb.s-  per rgaL)  .  11,250  lbs. 

Weight  of  accessories  (cab,  water, 
gas,  etc.)  .  725  lbs. 


28%  of  24,125  pounds  equals  6,755  ’pounds 
minimum  of  net  dry  chassis  weight  accepta¬ 
ble. 

.A  chassis  to  be  acceptable  must  be  accom¬ 
panied  by  a  sworn  statement  signed  by  the 
Chief  Engineer  of  the  company  manufactur¬ 
ing  the  chassis,  guaranteeing  the  truck  to  be 
safe  for  the  superimposed  load.  Duplicate 
chassis  may  be  submitted  without  individual 
sworn  statements. 

.The  engine  exhaust  piping  shall  terminate 
preferably  under  the  cab.  If  carried  under 
the  tank,  it  shall  terminate  not  more  than 
one-half  the  length  of  the  tank  from  the 
rear.  It  shall  be  protected  by  a  metal  shield. 
1  he  outlet  shall  be  turned  downward. 

CAB 


WIRING 

Sec.  15.1.  .  .All  wires  from  rear  of  the  cab  to  the  rear 
of  the  tank  shall  be  located  in  rigid  iron, 
flexible  steel  conduit,  armored  cable,  or  ap¬ 
proved  metal  conduit  with  water  tight  con¬ 
nections. 

15.2.  .  .The  tail  light  shall  be  mounted  at  the  level 
of  the  top  of  the  tank,  on  the  left  side  rear. 


Sec.  18.1.  .  .The  cab  shall  be  of  standard  design.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  both  doors 
shall  be  kept  in  perfect  working  order. 
Engine  fuel  tanks  shall  be  located  inside  the 
cab.  The  filling  connection  shall  preferably 
be  outside  the  cab.  A  windshield  shall  be 
provided. 

PAINTING  AND  MARKING 


BRAKES 

Sec.  16.1.  .  .The  total  effective  service  of  power  brake 
lining  area  shall  be  adequately  distributed  on 
all  wheels  and  shall  comply  with  the  re¬ 
quirements  of  the  Motor  Vehicle  Laws  of 
the  State  of  New  York  and  the  rules  of  the 
New  York  City  Police  Department. 

16.2.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 
ous  to  July  1,  1935,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  the  same  complies  with  the 
braking  requirements  of  the  Motor  Vehicle 
Laws,  of  the  State  of  New  York  and  the 
stopping  requirements  of  the  New  York  City 
Police  Deoartment. 

CHASSIS  WEIGHT 

Sec.  17.1.  .  .The  net  chassis  weight  without  accessories, 
such  as  cab,  spare  tire,  water,  gasoline,  front 
and  rear  bumpers,  etc.,  shall  weigh  not  less 


Sec.  19.1.  .  .The  tank  and  rear  bucket  compartment,  if 
any,  shall  be  painted  Dark  Green ;  but  the 
chassis,  running  gear,  cab,  bonnet  or  hood  of 
motor,  or  the  wheels  may  be  painted  any 
color  suitable  to  the  applicant. 

19.2.  .  .The  registered  trade  name,  or  the  name  of 

the  person,  firm  or  corporation  owning  or 
operating  the  tank  truck  shall  be  displayed 
on  both  sides  of  the  tank  truck  in  letters  at 
least  three  and  one-half  inches  high  by  one- 
half  inch  stroke;  it  is  optional  with  the  dis¬ 
tributor  to  add  the  name  of  the  product  and 
the  firm  address. 

19.3.  .  .The  advertising  of  any  product  distributed 

by  the  person,  firm  or  corporation  operating 
the  tank  truck  is  permitted,  but  oils  having 
a  flashpoint  of  less  than  100°  F.  when  tested 
in  an  open  cup  tester  shall  not  be  advertised 
on  any  part  of  the  tank  truck. 

FIRE  PROTECTION 

Sec.  20.1.  .  .Non-freezing  fire  appliances  only  shall  be 


421 


RULES 


carried  on  tank  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
7/4  pounds  carbon  dioxide  in  an  approved 
fire  extinguisher.  Such  appliances  shall  be 
carried  on  the  truck  at  all  times  and  be  kept 
ready  for  use. 

CANS 

Sec.  21.1.  .  .Excess  storage  of  the  product  transported 
or  delivered  not  exceeding  sixty  (60)  gal¬ 
lons  in  containers  as  specified  in  Section  113, 
Article  8,  Chapter  10,  Code  of  Ordinances, 
may  be  carried  in  the  bucket  compartments 
and  it  is  further  provided  that  where  a  de¬ 
livery  is  made  in  a  licensed  premise,  open 

measuring  cans  of  a  capacity  not  exceeding 
ten  (10)  gallons  may  be  used  if  same  are  not 
left  on  premises  as  a  storage  container. 

TRAILERS 

Sec.  22.1.  .  .The  use  of  any  vehicle  (upon  which  is 
mounted  a  tank)  without  its  own  motive 
power,  no  part  of  the  weight  of  which  rests 
on  the  towing  vehicle,  but  is  drawn  by  a 
motor  vehicle  and  is  known  as  full  tank 
trailer,  is  prohibited. 

SMOKING 

Sec.  23.1.  .  .Smoking  on  a  tank  truck  is  prohibited  at 
all  times. 

NOTICE 

MULTIPLE  DWELLING  LAW  ON  HALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 

Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 

There  is  now  on  display  in  one  of  the  rooms  in  this 
Board  a  set  of  seven  maps  of  the  City  of  New  York, 
covering  the  real  property  inventory  report,  prepared  by 

the  Mayor’s  Committee  on  City  Planning.  If  interested, 
these  maps  may  be  seen  any  week  day  and  up  to  12  o  clock 
on  Saturdays. 
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APPLIANCES 

APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  . 

American  Marsh  Simplex. .  o,c  11  ca 

Autopulse  Electric  Fuel  Oil  Pump . •  •  •  21o-31-bA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 
No.  1000  . 


9-32-SA 


Ballard  Duplex  Electric  Driven  Pump  Set.. 

Beach  Russ  Co.  Rotary  . 

Blackmer  Rotary  . .  - 

Blake  &  Knowles  Horizontal  Simplex  Piston 
Pattern  Pump  . . 

Century  Rotary  . 

Cook  Electric  Oil  Pump . 

Davidson  . 

Dean  Bros.  Durable  Duplex . 

DeLaval  IMO  Oil  Pump . 

Deming  Double  Oscillating  Force  Pump . 

Deming  Fuel  Oil  Pump . 

Enterprise  Oil  Pump  . 

Exeter  Rotary  . 

General  Electric  Oil  Pump . 

Goulds  Hand  Rotary  . 

Goulds  Rotary  Oil  Pump . 

Goulds  Triplex  Plunger  . 

Hardinge  Fuel  Oil  Pump . 

Kinney  Rotating  Plunger  Pump . 

Koerting  Gear  Pump . 

Kraissl  Fuel  Oil  Pump . 

Leiman  Rotary  . 

Marsh  Fuel  Oil  Pump . 


1413-22-SA 

1134-22-SA 

935-24-SA 

372-21-SA 

908-21-SA 

603-25-SA 

590-21-SA 

840-22-SA 

628-32-SA 

458-27-SA 

298-31-SA 

11-28-SA 
507-22- S  A 

475-32-SA 

1133-25-SA 

437-31-SA 

257-22-SA 

813-25-SA 

503-24-SA 

1264-25-SA 

60-28-SA 

95-24-SA 

1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  .  J2-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 


Northern  Rotary  . 

Pascoe  Pump  Set  . . . 

Petro-Nokol  Industrial  Oil  Pump 


1 396-24- S  A 

1029-26-SA 

570-32-SA 


Quiet  May  Gerotor  Pump 
Quimby  Screw  Pump  . . . 


267-32-SA 

1193-21-SA 


Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  . 

Ray  Rotary  . 

Rotary  Pressure  Pump  . 

Rotary  Vacuum  Pump  . 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D . 

Tate-Jones  . . . . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat  . 

Union  Steam  Pump  for  Fuel  Oil . 

Viking  . 

Warren  Oil  Pump  . 

Wayne  Oil  Pump  &  Fan  Set . 

Webster  Fuel  Oil  Pump,  Type  A . 

Worthington  Duplex  Double-Acting  Steam 

Pump  . . 

Worthington  Show  Model  Duplex . 


102-35-SA 

588-25-SA 

1060-25-SA 

513-25-SA 

163-34-SA 

410-32-SA 

492-21-SA 

1279-25-SA 

60-28-SA 

568-30-SA 

705-30-SA 

438-21-SA 

1169-23-SA 

1155-25-SA 

23-34-SA 

184-22-SA 

194-22-SA 
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Published  at  request  of  the  Fire  Chief  and  C onirnisisoner 

SPECIFICATIONS  FOR 
PLATFORM  TRUCKS 

To  be  used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City,  of  any  petroleum  or 
shale  oil,  or  the  liquid  products  of  either,  or  coal  tar  in 
accordance  with  Sections  113  and  114,  Article  8,  Chapter 
10  of  the  Code  of  Ordinances  effective  May  18,  1935. 

PERMIT 

Sec.  1.1 ..  .  No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  use  or  storage  within 
the  City  any  petroleum  or  shale  oil,  or  the 
liquid  products  of  either,  or  coal  tar  without 
a  permit  from  the  Fire  Chief  and  Commis¬ 
sioner.  (Sections  113  and  114,  Article  8, 
Chapter  10,  Code  of  Ordinances.) 

1.2 .  .  .A  permit  is  required  for  each  platform  truck 

used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any 
petroleum  or  shale  oil,  or  the  liquid  products 
of  either,  or  coal  tar  when  in  containers  of 
a  type  as  specified  in  Sections  113  or  114  of 
Article  8  of  Chapter  10  of  the  Code  of 
Ordinances  of  the  City  of  New  York. 

1.3 .  .  .  Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Section  20,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

1.4.  .  .Unless  otherwise  provided  every  permit  for 

a  rack  or  stake  truck  and  the  renewal  thereof, 
shall  be  for  a  period  to  be  determined  by  the 
Fire  Chief  and  Commissioner,  but  in  no  case 
to  exceed  one  year.  (Section  26,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

1.5 ..  .  The  permit  is  revocable,  not  transferable  and 

in  the  case  of  a  change  of  ownership,  the 
new  owner  shall  obtain  a  new  permit.  (Sec¬ 
tion  43,  Article  3,  Chapter  10,  Code  of  Or¬ 
dinances.)  Fee  Ten  ($10)  Dollars  for  each 
truck. 

1.6.  .  .The  metal  plate,  furnished  by  the  Fire  De¬ 
partment  at  the  same  time  the  Fire  Depart¬ 
ment  Permit  is  issued,  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  truck  and  be  so  displayed  during 
the  life  of  the  permit. 

1.7 ..  .  The  Fire  Department  Inspection  Card  must 

be  carried  at  all  times  in  the  cab  of  the  truck 
in  a  card-holder. 

1.8.  .  .A  permit  shall  be  issued  only  for  this  type 
of  vehicle  for  a  gross  weight  of  vehicle  and 
load  not  to  exceed  a  weight  in  pounds  which 
shall  be  stated  in  a  certified  statement  which 
is  filed  with  the  Fire  Chief  and  Commissioner 
by  the  manufacturer  of  the  completed  chassis. 

BODIES 

Sec.  2.1.  .  .Trucks  may  have  any  type  of  body  suitable 
to  the  applicant,  provided  it  is  mounted  on  a 
chassis  in  a  workmanlike  manner. 

CAB 

Sec.  3.1 ..  .  The  cab  shall  be  of  standard  design.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  both  doors 
shall  be  kept  in  perfect  working  order.  The 
engine  fuel  tanks  shall  be  located  inside  the 


cab.  The  filling  connection  shall  preferably 
be  outside  the  cab.  A  windshield  shall  be 
provided. 

Sec.  3.2...  Engine  fuel  tanks,  if  attached  to  chassis 
irame  and  located  on  right  side,  and  not  ex¬ 
tending  beyond  the  width  of  the  body,  shall 
be  accepted  if  on  existing  equipment. 

WIRING 

Sec.  4.1 ..  .  All  wiring  used  on  this  type  of  truck  shall 
be  kept  m  a  safe  condition. 

RACKS 

Sec.  5.1 ..  .  If  rack  compartments  are  used  to  hold 
containers  they  shall  be  substantially  made 
and  so  arranged,  when  placed  in  tiers,  that 
the  construction  of  the  lower  rack  compart¬ 
ment  will  support  the  weight  of  the  upper 
rack  compartment  and  the  containers. 

5.2 ..  .  Products  shall  only  be  transported  or  de- 

hvered  on  a  truck  of  this  type  in  containers  as 
specified  in  Sections  113  and  114  of  Article  8 
of  Chapter  10  of  the  Code  of  Ordinances  of 
the  City  of  New  York. 

5.3 ..  .  Containers  not  exceeding  five  (5)  gallon 

capacity  shall  be  transported  or  delivered  in 
a  case  of  a  design  that  will  prevent  any  weight 
or  strain  being  placed  upon  the  container. 

5.4 ..  .  Containers  as  specified  in  Section  5.2  of  these 

specifications  may  be  stacked  in  tiers  if  the 
rated  gross  load  does  not  exceed  the  pro¬ 
visions  of  Section  1.8  of  these  specifications. 

TRAILERS 

Sec.  6.1  ..  .  The  use  of  any  vehicle,  without  its  own 
motive  power,  no  part  of  the  weight  of  which 
rests  on  the  towing  vehicle,  but  is  drawn  by 
a  motor  vehicle  and  is  known  as  a  full  trailer 
is  prohibited.  ’ 

PAINTING  AND  MARKING 

Sec.  7.1  ..  .  The  body  of  this  type  of  truck  may  be 

_  •»  £?inted  c°l°r  suitable  to  the  applicant. 

7.2 ..  .  t  he  registered  trade  name  or  the  name  of 

the  person,  firm  or  corporation  operating  this 
type  of  truck  shall  be  displayed  on  both  sides 
of  the  truck  in  letters  at  least  two  inches  in 
height  by  one-quarter  inch  stroke. 

fire  protection 

Sec.  8.1.  .  .Non-freezing  fire  appliances  only  shall  be 
carried  on  these  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
//2  pounds  carbon  dioxide  in  an  approved  fire 
extinguisher.  Such  appliances  shall  be  carried 
on  the  truck  at  all  times  and  be  kept  readv 
for  use. 


SMOKING 

Sec.  9.1  ..  .  Smoking  on  a  truck  while  transporting  or 
delivering  any  oils  or  liquids  requiring  a 
permit  from  the  Fire  Chief  and  Commissioner 
is  prohibited. 


RAGS 

Sec.  10.1 ...  All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 
938-22-SA— Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-S A— Kennedy  2}4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA—  Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3x3x6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

77-34-S A— Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-SA— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 


97-35-SA— Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA— Ryan  Marvel  Oil  Burner,  Model  M. 
123-35-SA— National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA— Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 
15S-35-SA — Easyway  Space  Heater,  Models  CRL19, 
CRN  17,  CSP27,  and  CSP19. 

1 59-35- SA— Easyway  Water  Heater,  Models  H.W.l  and 
H.W.2. 

163-35-S A— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-Z, 
CJ-21  and  C-2. 

175-35-SA — National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA— Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA— Brigham  Oil  Burner. 

226-35-SA— Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35- S A— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

274-35-SA— Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
343-35-SA— Pacific  Oil  Burner. 

352-35-SA— ‘ Todd  Fuel  Oil  Fill  Pipe  Terminal. 

15-36-SA— Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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This  issue  of  the  Bulletin  contains,  in  the  order  given— 
Docket. 

Certiorari  Order  Served  on  Board. 

Court  Decision. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Approved  Range  Oil  Burners  and  Space  Heaters. 

Sprinkler  Rules. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

First  Quarterly  Report. 

Rules  for  Testing  of  Wood. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  April  13,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The*  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  April  20,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 

progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  April  8,  1936 

Cal.  No.  Department  Premises  Affected 

85-36-BZ . D.B.B . 2235-2247.  Flatbush  avenue  and 

1832  East  48th  street,  north¬ 
east  corner  (Block  8487,  Lots 
1,  3  and  5),  Borough  of 
Brooklyn, 

Applic.  1439-36. 


86-36-SA _ ...F.D . Citro  Oil  Burner, 

Appliance. 


Tank  Trucks,  Gasoline,  etc . Apr. 

Wire  Glass  Rules  (Amendment  to 

Rule  SOS  of  Industrial  Code).. Apr. 


7,  1936— Vol.  21,  No.  14 
10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Mar. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . . Mar. 

Fuel  Oil  Fill  Pipe  Terminals . Mar. 

Fuel  Oil  Burners  for  Industrial  Use.Mar. 

Fuel  Oil  Pumps . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Apr. 


S,  1935— Vol.  20.  No.  10 
10,  1936— Vol.  21,  No.  10 

31,  1936— Vol.  21,  No.  13 
10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 
7,  1936— Vol.  21,  No.  14 

26,  1935— Vol.  20,  No.  48 

14,  1936— Vol.  21,  No.  IS 


87-36-S . D.B.B . 151-155  Atlantic  avenue,  north 

side,  141  ft.  6  in.  west  of 
Clinton  street  (Block  275, 
Lots  7  and  8),  Borough  of 
Brooklyn, 

8525-L.D. 


88-36-BZ . D.B.M . 3166-3170  Broadway  and  28-34 

Tieman  place,  southeast  cor¬ 
ner  (Block  1981,  Lot  65), 
Borough  of  Manhattan, 

Decision. 


89-36-BZ . D.B.Bx . 2409  Jerome  avenue,  west  side, 

275  ft.  north  of  West  184th 
street  (Block  3199,  Lot  106), 
Borough  of  The  Bronx, 

Applic.  119-35. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . . . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . .Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

No. 

forms  . . 

Aug. 

2, 

1932- 

-Vol. 

17. 

31 

Concrete  Flat  Slabs,  Rules . 

Mar. 

10, 

1936- 

-Vol. 

21, 

No. 

10 

Concrete  Rules  (Hydrated  Lime) . . . 

Apr. 

14, 

1936— Vol. 

21, 

No. 

15 

Elevator  rules  . . 

Mar. 

3, 

1936- 

-Vol. 

21, 

No. 

9 

Exit  Rules  (Revolving  Doors)  . . . . . 

Jan. 

1, 

1935- 

-Vol. 

20, 

No. 

1 

Factory  Exit  Rules . . 

June 

4, 

1935- 

-Vol. 

20, 

No. 

23 

Fire  Alarm  Rules  (Interior) . . . 

May 

28, 

1935- 

-Vol. 

20, 

No. 

22 

Fire  Drill  Rules . . . . . 

Oct. 

29, 

1935- 

-Vol. 

20, 

No. 

44 

Fire  Retarding  Rules  for  Garages. 

No. 

etc.  . . . . 

Mar. 

24, 

1936— Vol. 

21, 

12 

Fireproof  Wood,  Testing  of........ 

.Apr. 

14, 

1936— Vol. 

21, 

No. 

15 

Frame  Garages,  Ruling  for . 

Jan. 

21, 

1919- 

-Vol. 

4, 

No. 

3 

Gas  Shut-Off  Rules . 

Apr. 

7. 

1925- 

-Vol. 

10, 

No. 

14 

Hatchway  Protection  . . 

Tune 

3, 

1928- 

-Vol. 

13, 

No. 

23 

Oil  Burner  Rules . 

Apr. 

7, 

1936- 

-Vol. 

21, 

No. 

14 

Paint,  Varnish  and  Lacquer  Spray 

No. 

ing  Rules  . 

,  Nov. 

27, 

1934 — Vol. 

19, 

48 

Platform  Trucks,  Specifications  for, 

•  Apr. 

7, 

1936- 

-Vol. 

21, 

No. 

14 

Plumbing  Rules  . . 

Apr. 

14, 

1936- 

-Vol. 

21, 

No. 

15 

Procedure,  Rules  of . . 

Keb 

25, 

1936— Vol. 

21, 

No. 

8 

Refrigerating  Systems,  Extract  C.O 
Smoking  in  Factories,  Rules  for..., 

.Jan. 

28, 

1936— Vol. 

21, 

No. 

4 

.'July 

9, 

1935- 

-Vol. 

20, 

No. 

28 

Sprinkler  Rules  . . 

.Apr. 

14, 

1936— Vol. 

21, 

No. 

15 

Standpipe  Fireline  Rules . . 

,  Mar. 

24, 

1936- 

-Vol. 

21, 

No. 

12 

Structural  Alterations,  Reporting.  . , 

.  Tune 

7, 

1932- 

-Vol. 

17, 

No. 

23 

Tank  Trucks,  Fuel  Oil,  etc . 

•  Apr. 

7, 

1936- 

-Vol. 

21, 

No. 

14 
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CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  April  6,  1936,  Messrs.  Goldfarb  and  Fleece,  attorneys,  served 
on  board  petition  and  order  of  certiorari  for  Cornelius  Cameron, 
owner,  in  re  decision  of  March  24,  1936,  denying  appeal  to  reinstate 
canceled  and  revoked  Letter  Permit  and  Curb  Cut  Permit,  in  bust- 
ness  district,  at  premises  1404-1414  East  New  York  avenue,  south 
side,  between  Amboy  and  Herzl  streets,  Borough  of  Brooklyn.  Cal. 
No.  1-36-A. 


COURT  DECISION 

Peo.  ex  rel.  Arverne  Bay  Construction  Co.  v.  Murdock — July  3, 
1934,  board  denied  gasoline  station  in  business  district 
under  section  21;  Cal.  No.  76-34-BZ,  premises  1868- 
1890  Linden  boulevard,  Borough  of  Brooklyn.  Justice 
Faber  confirmed  referee’s  report  reversing  board  (Oc¬ 
tober  23,  1935).  Appellate  Division  reversed  special 
term  and  sustained  board,  holding  that  relief,  if  any, 
should  be  achieved  through  appeal  to  the  legislative 
authority  which  created  the  zone  (N.  Y.  L.  J.,  April 
4,  1936). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  13.  1936.  AT  2  P.  M. 

Building  Zone  Cases 

296-35-BZ. 

APPLICANT — William  Pechter,  for  Monroe  Realty  and 
Mortgage  Co.,  Inc.,  owner. 

PREMISES — 1751-1767  Coney  Island  avenue,  east  side, 
165  ft.  south  of  Avenue  N  (Block  No.  6749,  Lot 
Nos.  83,  86  and  89),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years. 

32-36-BZ. 

APPLICANT — Jerome  Eisner,  for  Annie  T.  Matthies, 
owner. 

PREMISES— 2196  Grand  Concourse,  east  side,  166.60  ft 
south  of  East  182nd  street  (Block  No.  3157,  Lot 
No.  23),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


APRIL  14,  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
14,  1936.  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  93-33-BZ — Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  T.  H.  Fraser  Mort- 


CALENDAR 


gage  Corp.,  owner,  reopened  January 
21,  1936,  under  section  7c  of  the 
building  zone  resolution,  to  permit 
partly  in  an  unrestricted  district  and 
partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  246-250  At¬ 
lantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of 
Brooklyn. 

cal.  no.  336-35-BZ— Application,  November  23,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Stein  and  Wiener,  applicants, 
substituted  for  Abraham  M.  Schwartz, 
on  behalf  of  Sarah  Gordon,  owner,  to 
permit  in  a  business  district  the  change 
of  occupancy  of  an  existing  building  to 
a  motor  vehicle  repair  shop ;  premises 
3312  Boston  road,  east  side,  208.15  ft. 
north  of  Gun  Hill  road  (Block  No. 
4732,  Lot  No.  12),  Borough  of  The 
Bronx. 

cal.  no.  604-31-BZ— Application  of  Glynn,  Smith  and 
Nairns,  applicants,  on  behalf  of  Four 
Nassau  Realty  Corporation,  owner,  re¬ 
opened  February  4,  1936,  under  section 
21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  60-16  Main 
street,  northwest  corner  of  Nassau 
boulevard  (Block  No.  6382,  Lot  No. 
25),  Flushing,  Borough  of  Queens. 

cal.  no.  4-36-BZ— Application,  January  7,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants, 
on  behalf  of  Julius  Bichovsky,  owner, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  133-54  Lef- 
ferts  boulevard,  northwest  corner  of 
135th  (Dumont)  avenue  (Block  No. 
2580,  Lot  No.  1),  Richmond  Hill,  Bor¬ 
ough  of  Queens. 

cal.  no.  20-36-BZ— Application,  January  31,  1936,  under 
sectional  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  James  A.  Trow¬ 
bridge,  Jr.,,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  101  East  108th  street 
and  1481-1483  Park  avenue,  northeast 
corner  (Block  No.  1636,  Lot  No.  1), 
Borough  of  Manhattan. 

cal.  no.  335-35-BZ— Application,  November  22,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Paul  R.  Silverstein, 
applicant,  on  behalf  of  Anna  Gidseg, 
owner,  to. permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
warehouse,  garage  for  five  (5)  motor 
vehicles  and  loading  platform ;  prem¬ 
ises  167-02  to  .167-09  108th  road,  north 
side,  117  ft.  5  in.  west  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica, 
Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  14,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

58-36-A— -79-91  Wythe  avenue,  79-95  North  10th  street, 
northeast  corner  and  80-98  North  11th  street 
(Block  No.  2296,  Lot  No.  1),  Borough  of 
Brooklyn. 

62- 36-A— 588  Ninth  avenue  and  365  West  42nd  street,  north 

side,  50  ft.  east  of  Ninth  avenue  (Block  No. 
1033,  Lot  Nos.  3  and  1^4),  Borough  of  Man¬ 
hattan. 

63- 36-A — 2018-20 32  Stillwell  avenue  and  2559-2563  86th 

street,  northwest  corner  (Block  No.  6860  Lot 
No.  28),  Borough  of  Brooklyn. 

65-36-A — 350-352  Third  avenue,  west  side,  26  ft.  8  in.  south 
of  East  26th  street  (Block  No.  881,  Lot  Nos. 
45  and  46),  Borough  of  Manhattan.  1 

Variation  of  Labor  Law 

33-36-S— 214-222  West  26th  street,  south  side,  200  ft.  west 
of  Seventh  avenue  (Block  No.  775,  Lot  No: 
49),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 

56-36-SA — York  Horizontal  Rotary  Oil  Burner. 

60-36-SA— General  Automatic  Oil  Burner,  Models  A  and 
FM. 

73-36-SA — Richfield  Oil  Burner,  Pressure  Gun  Type. 
84-36-SA — Stuhler  Oil  Burner,  Model  R. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  April 
14,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  326-35-BZ — Application,  November  12,  1935,  un- 
der  section  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Isaac  Schach- 
ne,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station;  premises 
208  Boerum  street  and  296  Bushwick 
avenue,  southwest  corner  (Block  No. 
3081,  Lot  Nos.  15  and  16),  Borough  of 
Brooklyn. 


cal.  no.  351-35-BZ — Application,  December  13,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Jerrold  Kane,  applicant,  on  be¬ 
half  of  Camager  Corporation,  owner, 
to  permit  in  a  business  district  the 
maintenance  of  a  parking  space  for 
more  than  five  (5)  motor  vehicles; 
premises  35-40  Junction  boulevard, 
west  side,  100.8  ft.  north  of  37th  ave¬ 
nue  (Block  No.  1469,  Lot  Nos.  1  and 
26),  Corona,  Borough  of  Queens. 

cal.  no.  74-33-BZ — Application  of  Charles  E.  Murphy,  ap¬ 
plicant,  on  behalf  of  Packard  Motor 
Car  Company  of  New  York,  owner, 
reopened  March  24,  1936  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
of  January  9,  1934,  as  to  the-  condi- 
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tions  imposed  therein* — re  Application, 
granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  partly 
in  a  business  district  and  partly  in  a 
residence  district,  the  conversion  of  a 
building  to  a  garage  for’  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period ;  premises  4650-4664  Broadway 
and  2-16  Sherman  avenue,  northeast 
corner  (Block  No.  2175,  Lot  No.  1) 
Borough  of  Manhattan. 

CAL.  no.  18-36-BZ— Application,  January  30,  1936,  under 
sections  7c,  7e  and  21  of  the  building 
zone  resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal ;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No,  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 

CAL.  NO.  338-35-BZ— Application,  November  26,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jr., 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted,  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop ;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of 
Brooklyn.  '  V  > 

cal.  no.  19-36-BZ — Application,  January.  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
1  resolution,  of  Empire  State  Lines,  Inc., 

•  '  applicant,  on  behalf  of  S.  J.  Reckford, 

et  al.,  owners,  t'6;  permit  in  a  business 
use  district  the  storage  and  parking  of 
1  more  than  five  (5)'' motor  vehicles  as  a 

bus  terminal ;  premises  555-557.  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40, and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 

t(  ‘ 

MONDAY,  APRIL  20,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

599-31  -BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Sajamo  Realty 
Corporation  and  Nostrand  Sanitary  Cleansing 
Corporation,  owners. 

PREMISES — 237-239  Nostrand  avenue,  east  side,  25  ft. 
north  of  Kosciusko  street  (Block  No.  1779,  Lot 
Nos.  2  and  3),  Borough  of  Brooklyn. 
APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution  (reopened  February  18,  1936), 

TO  PERMIT  in  a  business  district  the  extension  of  a  dry 
cleaning  establishment. 


35-36-BZ. 

APPLICANT— Joseph  W.  Genzardi,  for  Hugo  C.  Cook, 
owner.  '• 

PREMISES— 2311  St.  Raymonds  avenue,  north  side,  95  ft. 
east  of  Glover  street  (Block  No.  3990,  Lot  Nos. 
12,  13  and  25),  Borough  of  The  Bronx. 

APPLICATION,  under  section  7e  of  the  building  zone 
resolution,  ' 

TO  PERMIT  in  a  business  district  the  further  extension 
of  a  garage  for  more  than  five  (5)  motor  vehicles, 
existing  prior  to  1916 — permission  to  extend  was 
granted  by  the  board  under  Cal.  No.  1272-24-BZ. 


APRIL  21.  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
21,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

CAL  NO  641-30-BZ— Application  of  Michael  Shanley,  appli¬ 
cant,  on  behalf  of  2508  Broadway, 
Inc.,  owner,  reopened  March  17,  1936 
for  rehearing  on  revised  proposition 
(matter  having  been  referred  back  to 
the  board  by  Order  of  the  Court)  re 
Application,  under  sections  21  and  7f 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  maintenance  of  a  gasoline  service 
station  for  a  further  period  of  two 
(2)  years  (previously  granted  for  a 
temporary  period)  ;  premises  south 
side  of  Hillside  avenue,  41  ft.  east  of 
207th  street  (Block  No.  1508,  Lot  Nos. 
3,  4  and  5),  Queens  Village,  Borough 
of  Queens. 

cal.  no.  30-36-BZ— Application,  February  14,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  Meyer  Randolph, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station ;  premises  708 
Bedford  avenue  and  15-17  Lynch 
street,  northwest  corner  (Block  No. 
2230,  Lot  No.  37),  Borough  of  Brook¬ 
lyn. 

CAL.  NO.  67-33-BZ— Application  of  Michael  Glick,  applicant, 
on  behalf  of  Harry  Weisberg,  owner, 
reopened  September  24,  1935,  under 
section  21  of  the  building  zone  reso¬ 
lution,  to  permit  in  a  business  district 
the  maintenance  of  a  gasoline  service 
station — previously  granted  by  the 
board  for  a  temporary  period  which 
has  expired ;  premises  3900  Baychester 
avenue  and  1225  East  233rd  street, 
northeast  corner  (Block  No.  4955,  Lot 
No.  1),  Borough  of  The  Bronx. 

cal.  no.  1236-27-BZ — Application  of  Archie  H.  Samuels, 
applicant,  on  behalf  of  Dorothy 
Rehderr  owner,  reopened  March  31, 
1936,  for  consideration  as  to  extension 
of  permit — re  Application  previously 
granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
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business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period ;  premises 
southeast  corner  of  Woodhaven  boule¬ 
vard  and  163rd  avenue  (Block  No 
4046,  Lot  No.  63),  Aqueduct,  Borough 
of  Queens. 

cal.  no.  414-20-BZ — Application  of  Ashley  and  Booth,  ap¬ 
plicants,  on  behalf  of  Rose  Ash, 
owner,  reopened  March  31,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application  (previously  granted) 
under  section  7f„of  the  building  zone 
resolution,  permitting  on  a  plot  of 
ground  in  a  residence  district  the 
maintenance  for  a  temporary  period 
of  eighty  (80)  individual  garages  to 
be  rented  to  persons  not  residing  on 
the  premises;  premises  southwest  cor¬ 
ner  of  West  186th  street  and  Laurel 
Hill  terrace  (Block  No.  2149,  Lot  No. 
84),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK.  .Chair mail. 


APRIL  21,  1936,  2  P.  M. 

Building  Zone.  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
in?*:1  ,z°ne  resolution,  Tuesday  afternoon,  April 
21,  1936  at  2  o  clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters : 

cal.  no.  216-29-BZ— Application  of  Abram  Shlefstein,  ap¬ 
plicant,  on  behalf  of  Helen  Eckerman 
owner,  reopened  March  24,  1936,  for 
consideration  as  to  extension  of  permit 
—re  Application,  under  section  7f  of 
the  building  zone  resolution,  permitting 
in  a  business  district  the  maintenance 
of  a  gasoline  service  station;  premises 
southwest  corner  of  Nassau  boulevard 
and  Little  Neck  road  (Block  No.  4108, 
Lot  No.  100),  Little  Neck,  Borough  of 
Queens. 

CAL.  NO.  328-34-BZ— Application  of  Henry  Nordheim,  appli¬ 
cant,  on  behalf  of  Max  Mirowitz, 
owner,  reopened  March  24,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein— re  Ap¬ 
plication,  granted  under  section  .21  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1449  Vyse  avenue,  west  side,  100 
of  Jennings  street  (Block  No. 
2987,  Lot  No.  33),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


PREMISES— 1119-1143  Atlantic  avenue  and  1296-1312 
Bedford  avenue,  northwest  corner  (Block  No. 

appt  t rSnv  N°j  1  and.37>>  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution,  : 

TO  PERMIT  . in  a  business  district  the  extension  of  an 
existihg  gasoline  service  station. 

359-35-BZ. 

APPLICANT— Louis  Danancher,  for  John  L.  Quenzer 
owner.  , 

PREMISES  172-01  Grand  Central  parkway  and  82-11 
172nd  street,  northeast  corner  (Block  No  7050 

appt  rriTTOM^’  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution;^  -  j 

TO  PERMIT  in  a  residence  use  “F”  area  district  the  erec¬ 
tion  of  a  porch  within  the  15  ft.  set  back  required 
by  the  building  zone  resolution. 

67-36-BZ.  ^ 

APPLICANT— rThpmas  J.  Donovan,  for  Louisa  Mingino 
John  Farrell,  Bridget  Farrell,  Edwin  Construction 

PPTaiRvc  in‘4  w  Jaace  Realty  Co.,  Inc.,  owners: 

PREMISES— 103-105  Crown  street,  north  side,  280  ft 

avenue  (Block  Noi  1287,  Lot  No.s. 

APPT  tCa-ttAxt’  66G67  and  d8-)’  Borough  of  Brooklyn.  '' 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  andxora- 
.bination  of  two  (2)  existing  garages  .for  more 
than  five- (5)  motor  vehicles  by  the  inclusion  of  a 
forty  (40)  foot  plot'  in  between  them 

*  :i 


,  / 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  27,  1936,  AT  2  P.  M.  J 

•  I  -•*  .• 

Building.  Zone  Cases  "  .. 

349-35-BZ.  . 

APPLICANT— BulkRy  &  '  Horton'  Company,  for  TO  A. 
Clarke  Co.,  and  Gulf  Refining  Co.,  owners. ; 
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APRIL  28,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stdni 
S  °f  a  publlc. hearing  under  the  provisions 

kha 'Jding  >Z?nei  r9sobltlor?>  Tuesday  morning,  April 
28,  1936  at  10  o  clock,  in  Room  1013,  Municipal  Buildirit! 
on  the  following  matters-; 

. . '  i 

cal.  no.  234-35-BZ — Application,  September  4,  1935;  dis¬ 
missed  for  lack  of  prosecution  October 
..  29,  1935;  reopened  and  restored  to  cal- 

.  .  endar  March  10,  1936,  under  section  21 
of  the  building  zone  resolution,  of 
Larry  Meltzer,  applicant,  on  behalf  of 
Katie  Kirshenbaum,  owner,  to  permit 
in  a  residence  use  “D”  area  district  the 
erection  and  maintenance  of  a  one- 
°ne'car  Private  garage;  premises 
1065  Hopkinson  avenue  and  1360-1370 
Linden  boulevard,  southeast  corner 
(Block  No.  3641,  Lot  No.  28),  Bor¬ 
ough  of  Brooklyn. 

cal.  no;  •2-36-BZ— Application,  January  3,  1936,  under  sec- 
Bon  21  of  the  building  zone  resolution, 
.*•  0(  Max  Drey  fuss,  applicant,  on  behalf 

.  of  Romabe  Realty  Corporation,  owner 
'M  to  Permit  in  , a  residence  use  “F”  area 

district  the  erection  and  maintenance 
•  j  >  of  a.  multiple  dwelling  not  conforming 
,  with. the  requirements,  of  the  building 
, .;  zone  resolution  as  to  set  back  from  the 

.«  BBe  and  as  to  area;  premises 

•'  -10  Parsons  boulevard  and 

■  150-54  to  150-62  Grand  Central  park¬ 

way,  southwest  corner  (Block  No.  2601 
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(6717),  Lot  Nos.  96  and  99),  Jamaica, 
Borough  of  Queens. 

cal.  no.  28-36-BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Paul  Miller,  applicant,  on  be¬ 
half  of  Revelation  Realty  Corp., 
owner,  to  permit  in  a  business  district 

the  change  of  occupancy  of  an  existing 
building  to  a  motor  vehicles  repair 
shop;  premises  3112  Jerome  avenue, 
east  side,  20  ft.  south  of  East  204th 
street  (Block  No.  3321,  Lot  No.  35), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 

Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience*  in  notifying  property  owners,  thev  may  obtain 

such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 

APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner 


Calendar  No. 


A  B.C.  Ranee  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly  . 

Aetna  Range  Oil  Burner  . . 

Air-O-Flame  Space  Heater,  Models  108  and 


810  (pot  type)  . ••••••• 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  . 

Air-O-Flame  Range  Burner  . 

Ameroil  Oil  Burner  for  Stoves  and  Ranges.. 


250-34- S  A 
29-35-SA 


190-35-SA 

206-35-SA 

236-34- S  A 
592-32-SA 


Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  . 

Bland  Range  Oil  Burner . ••••••• 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  . 

Champion  Range  Oil  Burner,  Models  A  and  B 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 
912  . 


Diamond  Range  Oil  Burner . 

Easyway  Range  Oil  Burner,  Models  D27j 

DC27,  G27  and  NG27 . 

Ellington  Range  Oil  Burner,  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Heater 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  . . . •••••• 

Evur-Ready  Range  Oil  Burner,  Models 
Leader,  Standard  and  DeLuxe . 


Fairfax  Range  Burner  .................... 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 
GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8 .  ; . 

Florence  Range  Burners . 

Fox  Range  Oil  Burner . 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  . .  •  ••_•  • 

Hupp  Range  Oil  Burner,  Models  S.D.  and  C.D. 

Ker-Oil  Automatic  Water  Heater - .... 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 . 

Kolrid  Range  Burner  . 

Kre^-Kno  Range  Oil  Burner,  Model  MD. 
Sizes  KR,  KRF,  KRF-1  and  1R . 


ILonergan  Automatic  Hot  Water  Heater..... 
Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4 . 

Loyalty  Range  Burner  . 


1 96-34- S  A 
234-34-SA 

308-34-SA 

291-34-SA 

207-35-SA 

325-34-SA 

157-35-SA 

351-34-SA 

40-35-SA 

311-34-SA 

302-34-SA 


62-33- S  A 

172-35-SA 

219-34-SA 

200-34-SA 


323-34-SA 

309-34-SA 

263-35-SA 

339-34- S  A 
48-34-SA 

355-34-SA 

179-35-SA 

263-34-SA 

302-34-SA 


Name  of  Burner 

Lynn-Range  Burner,  Models  Junior,  Lypre 
and  DeLuxe  . . 


Calendar  No. 
238-33- S  A 


M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  . 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 . 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B . 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  . 

Majestic  Space  Heater,  Models  247T  and  248. 
Majestic  Water  Fleater,  Models  255A  and  255B 
Moderne  Range  Oil  Burner,  Models  Regular, 
Junior  and  Firenew  . 

National  Range  Oil  Burner  . . 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  . 

Putnam  Range  Oil  Burner  . . 

Quaker  Burnoil  Stove  . 

Quick  Meal  Range  Burner  . 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 . 

Quick  Meal  Water  Heater,  No.  5681-0 . 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 
A,  Daisy  and  Water  Heater . 

Serv-Well  Range  Oil  Burner,  Models  27B 


Serv-Well  Space  Heater,  Models  247T  and  248 
Serv-Well  Water  Heater,  Models  255A  and 

255B . 

Silent  Glow  Range  Oil  Burner . . . 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  . 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051 . 

Tower  Range  Oil  Burner  . 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  . .  •  • 

Viking  Pot  Type  Space  PTeater,  Models  120, 

165  and  170 . •  •  •  •  . . 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80 
Viking  Range  Water  Heater,  Models  222,  232 
and  242  . 


367-34-SA 
366-34- S  A 


364-34- SA 

180- 35-SA 

181- 35-SA 

182- 35-SA 

357-34- SA 

361-34-SA 

251-34-SA 


233-35-SA 
54-35- SA 
11-31-SA 

304- 34-SA 

306-34-SA 

305- 34-SA 

32-31-SA 

165- 35-SA 

166- 35-SA 

167- 35-SA 
172-34-SA 
592-32-SA 

196-34-SA 

491-31-SA 


126-33-SA 

592-32-SA 

329-34-SA 

310-35-SA 

333-34-SA 

65-35-SA 
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RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES  —  SPRINKLER  SYSTEMS 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  NOVEMBER  9,  1927 


ADOPTED 


Note  In  reprinting  these  Rules,  no  changes  have  been 
made,  as  to  departmental  jurisdiction,  as  changed  by  the 
McCall  Bill  known  as  Chapter  764  of  the  Laws  of  1933. 

General  Requirements.  The  rules  contained  herein 
cover  the  general  details  of  a  sprinkler  equipment  only. 
Before  an .  equipment  is  installed  or  before  a  present 
equipment  is  remodeled,  involving  10  or  more  heads  on 
any  floor,  complete  working  plans  shall  be  submitted  for 
approval  to  the  Fire  Department,  with  such  specification 
forms  as  may  be  required  by  the  Fire  Commissioner, 
except  for  the  installation  of  the  connection  to  the  water 
main  service  pipe  and  meter  setting,  which  shall  be  ap¬ 
proved  by  the  Department  of  Water  Supply,  Gas  and 
Electricity. 

Plans.  These  plans  shall  be  drawn  to  an  indicated 
scale;  give  correct  address  and  points  of  compass;  show 
longitudinal  and  cross  sections  of  the  building  with  story 
heights,  and  the  essential  features  of  the  construction, 
viz.,  size,  location  and  direction  of  joists,  timbers  or 
other  structural  members.  They  shall  also  indicate  the 
location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers.  Plans  for  non-automatic  dry-pipe  systems 
shall  indicate  the  location  and  number  of  actuating  de¬ 
vices. 

Upon  approval  of  preliminary  plans  such  number  of 
sets  of  clean,  corrected  plans  on  cloth  as  the  Fire  Com¬ 
missioner  may  require,  not  exceeding  three  (3),  shall  be 
filed  for  final  approval  of  the  Fire  Commissioner.  A  cer¬ 
tified  copy  of  the  approved  plans  shall  be  forwarded  to 
the  Bureau  of  Buildings  by  the  Bureau  of  Fire  Preven¬ 
tion.  If  the  structure  is  equipped  with  a  standpipe  (fire 
line)  the  plans  shall  include  a  note  to  that  effect. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  application  shall  be  made  to  the  Bureau  of 
Fire  Prevention  for  test  and  acceptance  of  the  completed 
installation.  When  the  sprinkler  equipment  is  approved 
the  applicant  will  be  so  advised  in  writing  by  the  Bureau 
of  Fire  Prevention. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  or  direct  connection  to  the  Public 
Water  System. 

(b)  Auxiliary  Sources  shall  include  the  Fire  Pump 
and  the  Fire  Department  Siamese  connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty- 
five  per  cent.  (25%)  of  the  number  of  sprinkler  heads  in 
the  average  protected  fire  area  for  twenty  (20)  minutes, 
but  not  less  than  5,000  gallons;  and  the  bottom  of  the 
tank  shall  have  an  elevation  of  not  less  than  twenty  (20) 
feet  above  the  higest  line  of  sprinklers  below  the  main 
roof.  Gravity  tank  or  tanks  shall  not  be  required  to  be 
elevated  above  the  highest  sprinklers  in  pent  house  hav¬ 
ing  an  area  less  than  2,500  sq.  ft.,  unless  such  pent  house 
contains  a  hazardous  occupancy,  or  is  used  for  the  stor¬ 
age  of  combustible  material.  Where  a  split  system  is 
installed  the  bottom  of  the  tank  or  tanks  need  not  be 
elevated  more  than  3  feet  above  the  main  roof  or  20  feet 
above  the  highest  sprinkler  fed  from  an  intermediate  tank. 

Where  a  tank  capacity  in  excess  of  25,000  gallons  is 
required  by  this  rule,  the  amount  of  water  in  excess  of 
25,000  gallons  shall  be  provided  in  separate  tanks  not 
grouped  together  except  when  tanks  of  unlimited  capaci¬ 
ties  are  supported  on  structures  altogether  independent 
of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of 
pipe  inside  tank  must  be  of  brass  or  copper  or  other  non- 
corrosive  material. 


Rule  1.  Definition  of  Automatic  Extinguisher  Systems. 

Automatic  extinguisher  systems  shall  consist  of  a  system 
of  piping  connected  to  one  or  more  acceptable  sources  of 
water  supply,  provided  with  distributing  devices  so  ar¬ 
ranged  and  located  as  to  discharge  and  diffuse  automati¬ 
cally  an  effective  stream  or  spray  over  the  interior  of  the 
building  area. 

Rule  2.  Classification  of  Sprinkler  Systems.  For  the 

purpose  of  these  rules,  sprinkler  systems  shall  be  classi¬ 
fied  as : 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water: 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  compressed 
or  at  atmospheric  pressure,  and  the  water  supply  is  con¬ 
trolled  by  a  Dry  Pipe  Valve  as  defined  in  Rule  39  of 
these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry,  equipped  with  a 
Siamese  fire  department  connection. 

An  automatic  thermostatic  or  pneumatic  fire  alarm 
with  direct  connection  to  Central  Office  of  one  of  the 
operating  fire  alarm  companies  or  Fire  Department  Head¬ 
quarters  shall  be  provided  in  connection  with  all  non¬ 
automatic  sprinkler  systems. 

Rule  3.  Approved  Devices.  Automatic  sprinklers  and 
accessory  appliances  shall  include  all  devices  approved 
as  such  by  any  recognized  standard  research  laboratory 
on  the  endorsement  of  approval  by  resolution  of  the  Board 
ot  standards  and  Appeals. 


Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct 
service  main  connection,  provided  that  there  are  separate 
feed  mains  from  the  basement  or  lowest  story  and  a  con¬ 
trol  valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2) 
inches  in  diameter  for  tanks  up  to  30,000  gallons  capacity 
and  not  less  than  three  (3)  inches  in  diameter  for  larger 
tanks.  The  top  of  the  overflow  pipe  shall  be  three  (3) 
inches  below  the  top  of  the  staves  in  wooden  tanks  and 
one  (1)  inch  from  the  top  in  steel  tanks.  The  pipe  may 
extend  through  the  bottom  of  tank  provided  the  portion 
inside  tank  is  of  brass  or  copper  or  other  non-corrosive 
metal  and  without  joints  or  it  may  extend  through  side 
of  tank.  For  tanks  over  roofs  overflow  pipes  shall  termi¬ 
nate  not  more  than  twenty-four  (24)  inches  above  roof 
and  shall  be  fitted  with  a  90  degree  elbow.  At  each 
gravity  or  pressure  tank  there  shall  be  provided  a  4-inch 
emergency  drain,  and  for  gravity  tanks  in  excess  of  ten 
thousand  (10,000)  gallons  capacity  a  six-inch  (6")  emer¬ 
gency  drain  must  be  provided.  Such  drain  to  be  equipped 
with  an  O.  S.  and  Y.  gate  valve  arranged  to  discharge 
on  the  roof  of  building  not  more  than  twenty-four  inches 
(24")  above  roof  and  shall  be  fitted  with  a  90  degree 
elbow.  When  the  tank  or  tanks  are  on  a  separate  struc¬ 
ture  independent  of  buildings,  drain  connections  to  be 
arranged  to  discharge  at  ground  level. 

Rule  6.  Frost  Proofing.  The  discharge,  heating  or 
filling  pipes  where  exposed  to  the  weather  shall  be  pro¬ 
tected  from  freezing  in  the  following  manner: 
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1.  Pipes  painted  two  (2)  coats  of  red  lead  in  linseed 
oil  with  a  small  percentage  of  litharge  as  a  hardener. 

2.  One  wrapping  of  tar  paper  equivalent  to  Asphalt  Sat¬ 
urated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

3.  Three  (3)  layers  of  standard  I"  high  grade  long 
cow’s  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builder’s  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

4.  One  (1)  covering  of  8  oz.  canvas,  painted  with  two 
(2)  coats  of  waterproofed  paint. 

Application. 

a.  All  wrappings  to  be  independently  applied  and  se¬ 
curely  fastened  in  place  with  heavy  jute  twine.  Circum¬ 
ferential  and  logitudinal  joints  to  have  at  least  a  2  lap 
staggered  with  adjacent  layers  and  opposing  leakage  to  the 
hair  felt. 

b.  In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not  per¬ 
mit  of  individual  wrapping. 

c.  Where  a  heating  pipe  is  one  of  the  group,  the  wrap¬ 
ping  should  be  applied  so  that  the  hot  line  would  serve  all 
pipes  in  the  enclosure.  The  initial  wrapping  of  tar  paper 
around  each  water  pipe  should  be  applied  with  laps  down 
and  the  whole  group  wrapped  with  tar  paper  with  laps  up. 

If  due  to  the  position  of  the  hot  line  sufficient  air  space 
would  not  insulate  the  hair  felt,  then  protection  to  be  ef¬ 
fected  by  suitable  separators,  or  a  wrapping  of  asbestos 
paper  instead  of  the  tar  paper  around  the  group. 

d.  On  vertical  pipes  particular  provision  to  be  made  to 
prevent  slipping  and  tearing  of  insulation  due  to  its  weight. 

e.  To  prevent  slipping  away  of  insulation  at  point  of 
entrance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  bottom  of  the  tank  overlapping  inside  and  out¬ 
side  the  insulation  of  the  group  for  a  distance  of  18  below 
the  tank.  This  duck  to  be  well  coated  with  paint.  Loose 
hair  felt  to  be  packed  about  connections  at  tank  bottom  to 
safeguard  against  settling. 

Rule  7.  Tank  Ladders  and  Supports.  Easy  access  to 
top  of  each  tank  shall  be  provided  by  means  of  a  steel  or 
wrought  iron  gooseneck  ladder  substantially  constructed  of 
flat  iron  side  bars  of  not  less  than  2"  x  341",  or  angle  iron 
strings  not  less  than  134”  x  154”  x  /4”>  spaced  not  less  than 
14"  apart,  with  rungs  round  or  square  not  less  than  , 
spaced  not  more  than  12"  on  centres,  the  ladder  rigidly 
braced,  and  shall  not  tip  outward  from  the  vertical  at  any 
point,  and  when  ladders  exceed  20  feet  in  height  an  iron 
platform  not  less  than  14"  square,  rigidly  secured  to  strings 
of  ladder  and  properly  braced  shall  be  provided  near  top 
of  tank. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con- 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  is  located  on  a  structure  altogether 
independent  of  buildings  the  bottom  shall  not  be  less  than 
20  feet  above  the  highest  line  of  sprinklers  below  the  main 
roof  of  the  highest  building  in  a  grou  pof  buildings. 

Rule  8.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one-half  per  cent 
(12 y2%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  3,000  gallons  of  water  for  a  wet  pipe  system  where 
supplemented  by  an  auxiliary  water  supply,  and  not  le^s 
than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  6,000  gallons 
of  water.  The  tank  shall  be  kept  two-thirds  (2/3)  full  of 
water  under  a  pressure  of  seventy-five  (75)  pounds  per 


square  inch,  and  shall  be  so  proportioned  and  located  that 
a  pressure  of  not  less  than  fifteen  (15)  pounds  per  square 
inch  will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof. 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  under  the  main  roof  supplied  by 
such  tank  or  tanks  and  shall  not  be  required  to  be  located 
above  the  highest  line  of  sprinklers  in  a  pent  house  having 
an  area  less  than  2,500  square  feet  unless  such  pent  house 
contains  a  hazardous  occupancy  or  is  used  for  the  storage 
of  combustible  materials.  Where  a  split  system  is  installed 
the  bottom  of  the  intermediate  tank  shall  be  located  above 
the  highest  line  of  sprinklers  fed  from  such  tanks. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  inches  in 
size.  The  water  supply  and  connections  shall  be  capable  ot 
supplying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one  (1) 
pound  in  two  minutes  in  each  pressure  tank. 

Rule  9.  Public  Water  System.  Direct  connection  to  the 

city  water  supply  shall  be  capable  of  furnishing  water,  at 
not  less  than  fifteen  (15)  pounds  per  square  inch  static 
pressure  at  the  highest  line  of  sprinklers  below  the  main 
roof. 

(a)  Where  the  average  pressure  from  the  city  water 
supply  does  not  comply  with  this  rule  but  is  sufficient  to 
give  at  least  five  pounds  at  the  highest  line  of  sprinklers  as 
determined  by  test,  an  automatic,  electrically  driven  pump 
installed  for  the  purpose  of  boosting  or  increasing  the  city 
water  pressure  in  the  sprinkler  system  may  be  accepted 
under  the  following  conditions : 

Pump  to  be  a  single  stage,  centrifugal,  of  approved 
design,  to  be  of  not  less  than  500  gallons  per  minute  capac¬ 
ity  and  to  otherwise  comply  with  Rule  10. 

(b)  Pump  to  be  automatic,  arranged  to  maintain  25 
pounds  at  highest  line  of  sprinklers  at  rated  capacity  and 
to  be  under  the  supervision  and  directly  connected  to  the 
office  of  one  of  the  fire  alarm  companies  which  is  con¬ 
nected  to  Fire  Department  headquarters. 

(c)  The  acceptance  of  this  form  of  an  automatic  water 
supply  shall  be  limited  to  an  individual  building  not  ex¬ 
ceeding  80  feet  in  height,  requiring  not  more  than  100 
sprinklers  in  the  largest  fire  area. 

(d)  Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  connec¬ 
tion  shall  be  as  large  as  that  of  the  main  riser  and  not  less 
than  four  (4)  inches,  and  shall  have  a  post  indicator  manu¬ 
ally  operated  control  valve,  painted  green,  sealed  open  in 
an  approved  manner,  located  on  the  first  story  or  at  the 
sidewalk  level  near  point  of  main  entrance  to  building, 
and  be  provided  with  a  sign  secured  to  post  reading: 
sprinkler  control  to  city  main. 

(e)  House  service  water  supply  connection  may  be 
taken  from  the  sprinkler  water  supply  connection  to  the 
city  main  on  the  inlet  side  of  the  fire  meter,  not  exceed¬ 
ing  1  Ya  inches  in  diameter  for  a  4-inch  connection,  and 
2  Inches  in  diameter  for  a  6-inch  or  larger  connection. 


(f)  A  certificate  establishing  the  fact  that  water  sup¬ 
ply  conditions  and  pressures  are  as  may  be  required  shall 
be  submitted  to  the  Fire  Department  from  the  Department 
of  Water  Supply,  Gas  and  Electricity. 


Rule  10.  Fire  Pump.  As  auxiliary  sources  of  wate: 

supply  steam  or  electric  standard  fire  pumps  shall  re¬ 
ceive  water  supply  from  a  suction  tank,  a  direct  connec 
tion  to  the  city  water  main  or  other  approved  source 
capable  of  supplying  the  pump  at  its  rated  capacity  tc 
sixty  (60)  minutes.  The  rated  capacity  of  the  »«- 
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be  not  less  than  five  hundred  (500)  gallons  per  minute, 
and  shall  be  sufficient  to  supply  twenty-five  per  cent.  (25%) 
of  the  number  of  sprinklers  in  the  average  protected  fire 
area. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  en¬ 
closed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founda¬ 
tion  not  less  than  one  (1)  foot  in  height.  The  pump 
room  shall  be  readily  accessible  with  safe  egress  for  the 
attendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than- one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting  out 
of  any  one  boiler  without  interrupting  the  steam  supply 
to  the  pump  from  the  other  boilers.  The  boiler  room 
shall  be  cut  off  from  the  remainder  of  the  building  by 
fireproof  floor  and  wall  construction  with  approved  fire 
doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall  be 
acceptable  as  a  source  of  energy  for  driving  electric  fire 
pumps.  When  local  power  plants  supply  the  energy  for 
operating  electric  pumps,  two  motor  generator  units  shall 
be  provided,  or  one  generator  unit  supplemented  by  a 
public  service  break-down  switch.  Local  electric  power 
plants  shall  be  located  in  rooms  of  fireproof  construction 
with  approved  fire  doors  at  openings. 

Rule  11.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard  one- 
half  (34)  inch  sprinkler  heads  shall  be  assumed  to  have 
an  average  discharge  of  twenty  (20)  gallons  per  minute, 
and  the  discharge  of  larger  heads  shall  be  computed 
proportionately  in  the  ratio  of  the  areas  of  their  respec¬ 
tive  orifices. 

Rule  12.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or  a 
combination  of  both. 

In  a  non-fireproof  building  with  mill  or  non-fireproof 
floors  and  roof,  such  wall  shall  be  not  less  than  8  in.  in 
thickness  if  of  brick  or  stone,  and  not  less  than  6  in.  if  of 
reinforced  concrete,  and  extending  continuously  from  the 
lowest  story  to  be  at  least  3  ft.  above  the  roof  and  be 
coped. 

In  a  fireproof  building  such  wall  or  walls  shall  be  of 
fireproof  material  not  less  than  6  in.  in  thickness,  and 
shall  extend  from  the  fireproof  floor  to  ceiling,  or  un¬ 
derside  of  fireproof  roof. 

No  opening  shall  exceed  66  in.  in  width,  or  60  sq.  ft. 
m  area,  the  centre  of  every  opening  in  such  walls  shall 
be  at  least  40  ft.  from  the  centre  of  every  other  opening 
therein  at  the  same  level. 

All  openings  shall  be  provided  with  approved  auto¬ 
matic  fire  doors  on  each  side  of  openings. 

The  number  of  sprinklers  in  the  average  protected  fire 
area  shall  be  determined  by  the  number  of  sprinklered 
stories  in  such  section.  In  determining  the  required  capac¬ 
ity  of  water  supplies,  the  number  of  sprinklers  in  the 
average  protected  fire  area  need  not  include  those  located 
m  low  positions,  such  as  under  benches,  low  shelves, 
closets  and  platforms  and  between  cars  in  car  barns. 

Rule  13.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department  hose, 
fundings  fronting  on  only  one  street  shall  be  provided 
with  at  least  two  Siamese  connections  when  the  street 
frontage  of  buildings  exceeds  two  hundred  (200)  feet. 


Where  buildings  have  frontages  on  more  than  one 
street  there  shall  be  a  fire  department  connection  on  each 
street  front  where  frontage  is  not  continuous  but  in  all 
cases  where  more  than  one  fire  department  connection 
is  required  they  shall  be  located  as  the  Fire  Commis¬ 
sioner  may  direct  and  shall  not  be  grouped.  The  Siam¬ 
ese  headers  shall  be  of  the  same  diameter  as  the  largest 
riser  or  cross  connection,  but  in  no  case  less  than  4 
inches  or  more  than  6  inches. 

All  Siamese  hose  connections  hereinafter  installed,  ex¬ 
cept  those  on  piers  or  warehouses  intended  for  fire  boat 
use,  shall  be  three  (3)  inches,  female  connection.  Siamese 
on  piers,  warehouses,  etc.,  intended  for  fireboat  use,  ex¬ 
cept  where  the  source  of  supply  is  from  a  direct  connec¬ 
tion  to  city  main,  shall  be  not  less  than  3j4-inch  female 
connections  with  standard  fire  department  threads. 

The  Siamese  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  three  (3)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment.  Each  inlet  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by  raised 
letters  at  least  one  (1)  inch  in  size,  cast  in  the  fitting  in 
a  clear  and  prominent  manner  and  reading  for  the  service 
designated,  viz.:  “Base,  Spkr.,”  etc.,  as  the  case  may  be. 
If  the  entire  building  is  sprinklered,  the  fitting  shall  be 
marked  “Auto.  Spkr.’’ 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  build¬ 
ing  line  except  that  where  there  is  an  angle  formed  by 
the  street  wall  and  a  check  piece  or  the  base  of  a  column, 
pilaster  or  ornamental  projection,  they  may  be  so  located 
that  no  part  extends  more  than  fifteen  (15)  inches  from 
either  side  of  such  angle  in  accordance  with  the  pro¬ 
visions  of  the  Building  Code. 

In  each  fire  department  connection  there  shall  be  an 
approved  straightway  check  valve  installed  in  a  hori¬ 
zontal  position,  the  piping  shall  be  arranged  to  drain  be¬ 
tween  the  check  valve  and  the  outside  Siamese  coupling 
by  either  a  ball  drip  having  a  one-half  (54)  inch  pipe 
connection  and  one-half  (54)  inch  orifice  and  a  bronze 
ball  of  proper  size,  or  by  a  three-quarter  (34)  inch  drip 
connection  arranged  to  drain  to  a  sewer. 

All  sprinkler  siamese  street  risers,  Siamese  wall  collars 
and  adjustable  siamese  caps  shall  be  painted  green. 

Rule  14.  Sprinkler  Systems  Classified. 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources  or  the  automatic  super¬ 
vised  fire  pump  specified  in  rule  nine;  and 

(b)  Two  Source  Systems,  supplied  with  water  from  a 
combination  of  any  two  of  the  automatic  sources ;  two 
pressure  tanks  with  a  total  water  capacity  twice  that  re¬ 
quired  for  a  one  source  supply;  direct  connection  to  the 
city  water  supply  on  two  different  streets,  so  located  that 
the  closing  of  the  controlling  valve  on  one  main  will  not 
eliminate  the  main  on  the  other  street ;  or  a  direct  con¬ 
nection  to  the  city  water  supply  and  one  of  the  auxiliary 
sources  provided  the  water  supply  connection  is  at  least 
six  (6)  inches  in  size,  the  main  is  fed  both  ways  and  a 
two  (2)  inch  test  pipe  at  the  top  of  the  sprinkler  riser 
shows  a  flowing  pressure  of  fifteen  (15)  pounds  per 
square  inch  between  the  hours  of  six  a.m.  to  six  p.m. 

Rule  15.  Sprinkler  Spacing.  Sprinkler  heads  and  lines 
shall  be  spaced  as  herein  provided : 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  (34)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 
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10  feet  in  10  foot  bays ; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays ; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (134)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  inflammable  mo- 
tion  picture  films  shall  have  one  standard  one-half 

inch  head  for  each  62^4  cubic  feet  of  available 
storage  space,  or  one  (1)  inch  Conran*  head  for  each 
250  cubic  feet  of  available  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  less 
than  three  (3)  feet  wide  shall  be  treated  as  open  joist  con¬ 
struction  and  sprinkler  heads  and  lines  spaced  accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  centers, 
but  less  than  five  (5)  feet  on  centers,  will  require  special 
ruling  by  the  administrative  official  having  jurisdiction. 

Rule  16.  Joisted  Construction.  Under  open  finish 
joisted  construction  ceilings,  floor,  decks  and  roofs,  the 
sprinkler  lines  shall  be  run  at  right  angles  to  the  joists  and 
the  heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  halfway  between  heads  on  adjacent 
lines. 

a.  One-Half  Inch  Heads.  For  Standard  one-half  (34) 
inch  heads  the  distance  between  lines  of  sprinklers  shall 
not  exceed  ten  (10)  feet,  and  the  distance  between  heads 
on  each  line  shall  not  exceed  eight  (8)  feet,  the  end  heads 
on  alternate  lines  being  spaced  not  more  than  two  (2) 
feet  from  wall  or  partition.  Permission  may  be  given  by 
the  administrative  official  having  jurisdiction  to  install  but 
one  line  of  sprinklers,  in  each  bay  where  girders  project 
below  the  underside  of  joists  and  divide  the  ceiling  into 
bays  ten  (10)  to  eleven  and  one-half  (1134)  feet  wide 
from  center  to  center  of  girders,  and  the  heads  shall  then 
be  spaced  on  each  line  so  that  the  area  covered  by  a  single 
head  does  not  exceed  eighty  (80)  square  feet.  In  all  cases 
where  such  bays  are  over  eleven  and  one-half  (1134)  feet 
wide,  two  or  more  lines  of  sprinklers  shall  be  installed  in 
each  bay  as  required  by  the  rules  for  spacing.  Where 
girders  and  joists  are  flush  at  the  bottom,  heads  shall  be 
spaced  according  to  the  general  rule. 

b.  One  Inch  Heads.  For  Conran*  one  (1)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty 
(20)  feet  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  sixteen  (16)  feet,  the  end  heads  on 
alternate  lines  being  spaced  not  more  than  four  (4)  feet 
from  wall  or  partition.  Where  girders  project  below  the 
underside  of  joists  and  divide  the  ceiling  into  bays  not  ex¬ 
ceeding  twenty  (20)  feet  in  width,  measured  from  center 
to  center  of  girders,  one  line  shall  be  placed  in  the  center 
of  each  bay.  In  bays  exceeding  twenty  (20)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty  (20)  feet. 

c.  One  and  One-Quarter  Inch  Heads.  For  Conran* 
one  and  one-quarter  (1 34)  inch  heads  the  distance  be¬ 
tween  adjacent  lines  shall  not  exceed  twenty-five  (25) 
feet  and  the  distance  between  the  head  on  each  line  shall 
not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  underside 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran  head 
of  the  type  tested  and  approved  by  the  Fire  Department,  or 
one  that  has  passed  similar  tests  by  the  Fire  Department. 


twenty-five  (25)  feet  in  width,  measured  from  center  to 
center  of  girders,  one  line  shall  be  placed  in  the  center  of 
each  bay.  In  bays  exceeding  twenty-five  (25)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay,  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty-five  (25)  feet. 

Rule  17.  Smooth  Finish,  Sheathed  or  Plastered  Ceilings. 

Under  smooth  finish,  sheathed  or  plastered  ceilings,  in  bays 
six  (6)  feet  wide  and  over  (measurements  to  be  taken 
from  center  to  center  of  timber,  girder  or  other  projection 
or  support  forming  the  bay),  sprinkler  heads  and  lines 
shall  be  spaced  as  follows: 

(a)  For  standard  one-half  (34)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  ’not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (134)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays,  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Rule  18.  Fireproof  Construction.  The  rules  of  slow- 

burning  mill  construction  shall  apply  as  far  as  .prac¬ 
ticable.  The  rule  may  be  modified,  however,  the  intent 
being  to  arrange  the  spacing  of  heads  to  protect  the 
contents  rather  than  the  ceilings;  but  in  no  case  shall  the 
distance  between  a  head  on  one  line  and  a  head  on  an 
adjacent  line  exceed  the  following: 

(a)  For  standard  one-half  (34)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  for  Conran  one  and  one-quarter  (1  34)  inch  heads, 
25  feet. 

Rule  19.  Distance  From  Walls.  The  distance  from  wall 
or  partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and  wall. 
Where  beams,  girders,  columns,  walls,  partitions  or  other 
obstructions  prevent  the  effective  discharge  of  water,  addi¬ 
tional  heads  shall  be  installed  to  effectively  sprinkle  the 
area. 

Rule  20.  Vertical  Shafts.  In  vertical  shafts  having  in¬ 
flammable  sides,  heads  shall  be  provided  within  the  shaft  in 
addition  to  the  head  or  heads  at  the  tops  of  shafts,  as  fol¬ 
lows  : 

(a)  One  standard  one-half  (34)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 
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(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

( c )  One  Conran*  one  and  one-quarter  (134)  inch  head 
for  each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where 
practicable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Rule  21.  Pitched  Roofs.  Under  a  pitched  roof  sloping 
more  steeply  than  one  (1)  foot  in  three  (3)  feet,  heads 
shall  be  located  in  peak  of  roof,  and  those  on  either  side 
of  the  peak  shall  be  spaced  according’  to  the  foregoing  re- 
quirements.  The  distance  between  heads  shall  be  measured 
on  a  line  parallel  with  the  roof.  Where  the  roof  meets 
the  side  wall  or  the  floor  line,  the  heads  shall  be  placed 
not  more  than  the  following  distance  from  such  inter¬ 
section  : 

(a)  For  standard  one-half  ( y2 )  inch  heads,  3'/2  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 

8 y2  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  to  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(d)  For  standard  one-half  (J4)  inch  heads,  254  feet. 

(e)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(f)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
634  feet. 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth : 

(g)  For  standard  one-half  (54)  inch  heads,  234  feet. 

(h)  For  Conran*  one  (1)  inch  heads,  5  feet. 

,T  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
634  feet. 

Rule  22.  Special  Locations  and  Variations.  In  special 
locations,  such  as  over  electric  generating,  power  and  trans- 
forming  apparatus,  over  their  controlling  devices  and 
switchboards,  where  water  from  the  fire  extinguishing 
equipment  would  be  detrimental,  the  sprinkler  lines  and 
heads  may  be  omitted  at  the  discretion  of  the  administrative 
ofbcial  having  jurisdiction,  and  when  in  his  judgment  a 
slight  variation  of  this  rule  of  spacing  is  desirable  to  ef¬ 
fect  a  more  efficient  distribution  of  water  for  fire  ex¬ 
tinguishing  purposes,  the  sprinkler  lines  and  heads  shall  be 
spaced  as  he  may  direct. 

Rule  23.  Sprinkler  Position.  All  sprinkler  heads  shall 
be  located,  wherever  possible,  in  an  upright  position  on 
op  of  the  pipes,  except  that  sprinkler  heads  on  automatic 
wet  pipe  systems  may  be  pendant  on  concealed  piping  and 
when  construction  or  occupancy  of  a  room  or  enclosure 
makes  it  preferable. 

(a)  Where  standard  one-half  (34)  inch  heads  are  in¬ 
stalled  sprinkler  deflectors  shall  be  parallel  to  ceilings, 
roots  or  the  incline  of  stairs,  but  when  installed  in  the  peak 
of  a  pitched  roof  they  shall  be  horizontal.  Distance  of  de¬ 
flectors  from  ceilings  of  mill  or  other  smooth  construction, 
or  bottom  of  joists  of  open  joist  construction,  shall  be  not 
less  than  three  (3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors 
and  panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
Shall  be  located  the  same  distance  below  joists  or  ceiling 
as  specified  for  deflectors  in  paragraph  (a)  of  this  rule; 
except  that  when  heads  are  located  under  pitched  roofs 
°r  j?le,rS. or  Slmilar  structures,  they  shall  in  general  be  in¬ 
stalled  in  the  upright  position  (not  normal  to  slope  of 
roof)  and  three  (3)  feet  vertically  below  the  underside  of 
roof.  When  the  administrative  official  having  jurisdiction 
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<%ei5ls  ?  Xan?,tloP  of  this  rule  advisable  to  obtain  a  more 
efficient  distribution  of  water,  the  heads  shall  be  located 
with  respect  to  joists  or  ceiling,  as  he  may  direct. 

•  *v,ule  2a’  Spray  Clearance.  Not  less  than  eighteen  (18) 
inches  effective  clear  space  shall  be  left  below  the  sprinkler 
S?  Hat  may  discharge  an  unbrokei?  spray 

blanket  from  sprinkler  to  sprinkler  and  sides  of  room 
when  in  operation.  Any  stock  piles,  racks  or  other  ob- 
structions  interfering  with  such  action  shall  not  be  per- 

™“ed\  Sprinkler  system  piping  shall  not  be  used  for  the 
support  of  stock,  clothing,  etc. 

Rule  25.  Pipe  Sizes.  The  number  of  heads  on  a 

fxVceedS'the  ^Hewing?  ^  “  any  St0ry  sha"  n°‘ 

(a)  For  standard  one-half  (34)  inch  heads— 


Size  of  Pipe 

3A  inch  . 

Maximum  No.  of 
Heads  Allowed 

1 

it 

154 

it 

neaas 

tt 

154 

it 

a 

2 

it 

a 

234 

it 

tt 

3 

ti 

it 

354 

a  * 

ti 
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tt 

n 

5 

a 

it 
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a 

it 

7 

tt 

a 

8 

a 

ft 

(b)  For  Conran*  one  (1)  inch  heads— 


c-  ,  t,.  Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1  in5h  .  1  head 


154 

154 

2 

234 

3 

4 

5 

6 

7 

8 


2  heads 

3  “ 


4 

6 

9 

18 

34 

51 

75 

105 


(c)  For  Conran*  one  and  one-quarter  (134)  inch  heads- 


Size  of  Pipe 


154 

154 

2 

254 

3 

4 

5 

6 

7 

8 


inch 
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it 

it 

it 

a 

tt 

tt 

u 

1 4 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 

3  “ 

4  “ 

6  “ 

.  12  “ 

.  21  “ 

.  40  " 

.  60  “ 

.  84  “ 


^  3s  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  mav  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
so  that  the  number  of  heads  on  a  branch  line  will  not 
exceed  eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 
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Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines  Branch 
lines  uo  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  iwo  and  oneialf  (2*)  inch  pipe .does ;  not  sup- 
ply  more  than  sixteen  (16)  standard  one  half  (A) 
heads,  in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one 
room  with  reference  to  the  pipe  sizes  and  the  feed  main 
shall  be  of  sufficient  size  to  accommodate  the  number  of 
heads  called  for.  Larger  pipe  sizes  than  are  anowed  m  the 
schedule  for  a  given  number  of  heads  may  be  required 
wherever  the  construction  or  conditions  introduce  un¬ 
usually  long  runs  of  feed  mains  or  many  angles.  .Build 
ings  with  blind  attics  with  small  unprotected  openings  to 
flogor  below,  may  be  piped  from  the  system  on  the  ceiling 
of  floor  below,  provided  pipe  size  schedule  is  not  over¬ 
loaded  on  sizes  three  (3)  inches  or  under. 

Rule  26.  Feed  Mains.  The  size  of  feed  mains  shall 
not  be  less  than  the  size  of  riser  and  shall  be  arranged  to 
run  as  direct  as  possible  from  source  of  water  supply  to 

riser. 


Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred_  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for 
a  working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 


Feed  mains  from  stair  or  other  towers  without  ap¬ 
proved  stops  between  floors,  when  piped  on  indePende/jt 
riser,  shall  be  of  sufficient  size  to  accommodate  the  total 
number  of  sprinklers  in  such  tower. 

Rule  27.  Risers.  There  shall  be  one  or  more  sep¬ 
arate  risers  in  each  building  and  in  each  section  of  the 
building  divided  by  fire  walls.  Risers  shall  be  arranged  to 
provide  “Center  Central”  or  “Side  Central”  supply  to  feed 
main.  Each  riser  shall  be  of  sufficient  size  to  supply  all  the 
heads  on  said  riser  in  one  story,  according  to  the  schedule 
of  pipe  sizes  in  Rule  15. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  ot  small  area 
to  be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  (lA)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1  V\)  inch  heads, 

8. 


Rule  31.  Protection  of  Pipes  and  Sprinklers.  When 

exposed  to  moisture,  sprinkler  pipes  and  hangers  shall  be 
protected  against  corrosion  whenever  found  necessary  by 
thoroughly  cleaning  the  pipe  of  all  scale  and  grease  an 
painting  with  a  coat  of  red  lead  and  linseed  oil  paint  or 
other  acceptable  moisture  resistive  paint.  When  exposed 
to  chemical  fumes,  the  pipe  and  fittings  shall  be  coated 
with  graphite  or  other  approved  chemical  resistive  paint. 
Care  shall  be  taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly 
protected  by  a  masonry  or  wood  enclosure,  properly  heated 
or  filled  with  mineral  wool,  sawdust  or  tar  mixed  with 
granulated  cork,  extending  below  bottom  of  pipe  and 
through  the  top  flooring  of  ground  floor,  or  the  pipe  shall 
be  protected  with  three  alternate  layers  of  one-inch  hair 
felt  and  building  paper  or  by  other  approved  method. 
When  of  wood,  such  enclosure  shall  be  constructed  double 
with  a  layer  of  tar  paper  between  the  two  thicknesses  ot 

wood.  . 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through 
cinder  concrete  floors  or  partitions,  they  shall  be  pro¬ 
tected  with  a  metal  sleeve  or  be  grouted  with  cement 
mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed 
cover,  or  with  an  approved  wax  coating 


Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates, 
clamps,  couplings  or  approved  hangers. 

Rule  28.  Connections  Prohibited.  No  connections,  such 
as  for  sill  cocks,  house  service  or  hose  outlets,  shall  be 
made  with  a  sprinkler  system  riser  or  any  part  thereot 
except  as  provided  for  in  rule  9. 

Rule  29.  Air  Lock  Adjustment.  Where  gravity  and 
pressure  tanks  feed  through  a  common  discharge  pipe 
“dead  riser”  to  the  foot  of  a  riser  and  an  air  lock  is  likely 
to  develop  the  discharge  pipe  of  the  gravity  tank  shall 
connect  with  the  discharge  pipe,  or  ‘  dead  riser,  forty  (4U) 
feet  below  the  bottom  of  the  pressure  tank. 

Rule  30.  Pipes  and  Fittings.  All  pipe  shall  be  full- 
weight  standard  wrought  iron  or  steel  threaded  pipe,  well 
reamed  and  screwed  up  tight  into  fittings  without  reducing 
the  waterway.  Fittings  shall  be  standard  cast  iron  fittings, 
and  shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a 
working  pressure  of  150  pounds  per  square  inch  and  must 
be  capable  of  withstanding  a  hydrostatic  test  pressure  of 
750  pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 


Rule  32.  Drainage.  All  sprinkler  pipe  and  fittings 
shall  be  so  installed  that  they  can  be  thoroughly  drained, 
and  where  practicable,  all  piping  shall  be  arranged  to 
drain  at  the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  overflow  domestic  service  or  other  con¬ 
nections  to  the  same  sewer  or  house  drain,  or  if  earned 
through  the  walls  and  exposed  to  the  weather,  they  shall  be 
fitted  with  hoods  or  down-turned  elbows 


Drains,  pitched  not  less  than  one-quarter  (^)  inch  in 
ten  (10)’  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve ; 

At  each  gravity  tank; 

At  each  pressure  tank; 

At  each  fire  department  connection; 

On  each  floor,  if  independent  floor  control  valves  are 
used;  and 


At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains,  ouch 
drains  shall  be  installed  with  controlling  valves  so  that 
flowing  tests  may  be  made  to  determine  if  the  water  sup- 
plies  or  connections  from  yard  mains  to  the  inside  of  the 
building  are  in  order  without  causing  water  damage  or 
overflowing  service  connections  to  the  same  house  dram. 
Any  such  drain  shall  be  not  less  than  two  (2)  inches  in 
size  except  the  drains  at  independent  floor  valves  shall  be 
not  less  than  1  inch  in  size  where  floor  valves  are  not  over 
2 y2  inches  in  size  and  inches  where  floor  valves  are 
larger  and  connected  to  a  main  drain  riser  of  not  less  than 
\y2  inches  in  size.  The  drain  at  the  main  riser  shall  dis¬ 
charge  into  a  cone  or  sight  drain,  or  if  carried  through  the 
wall  and  exposed  to  the  weather,  it  shall  be  fitted  with  a 
hood  or  down-turned  elbow. 
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At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

•  °n  alut°r?atic.  wet  systems,  the  horizontal  branch 
pipes  shall  be  pitched  not  less  than  one-quarter  (24)  inch 
in  Jen  (10)  feet  to  drain  towards  the  sources  of  supply 
with  drip  valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  04)  inch  in  ten  (10)  feet. 

Rule  33.  Test  Pipe.  In  all  wet-pipe  automatic  sprinkler 
sysiems  a  test  pipe  of  not  less  than  24  inch  in  diameter 
snan  uc  connected  directly  with  each  system  but  shall  be 
connected  to  a  pipe  of  not  less  than  124  inches  in  diam- 
f/6-"  Vpper  story  and  arranged  to  discharge  through  a 
/^-lnch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  should  be  increased  to  one  (1)  inch  or  larger 
Controlling  valve  should  be  located  at  a  sufficient  distance 
from  where  the  test  pipe  passes  through  the  wall  of  the 
building  so  as  to  reduce  to  a  minimum  the  chance  of  freez¬ 
ing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  24-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  24-inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  34.  Pressure  Gauges.  A  four  and  one-half  (4 24) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves  ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both 
above  and  below  the  alarm  valve  and  the  dry-pipe  valve 
with  only  one  gauge  at  each  valve. 

„Agayge  sba11  n.ot  b?  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected 
from  freezing  and  be  controlled  by  a  valve  with  arrange- 
f°r  drammg,  A  plugged  outlet,  not  less  than  one- 
quarter  (24)  inch  in  size,  shall  be  located  between  each 

gauge  and  gaUgC  f°r  purpose  of  instaHing  the  inspector’s 

rAi!  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 

'^orr?dl^leKmat£er'al-  Valves  over  two  (2)  inches  in  di¬ 
ameter  shall  be  of  brass,  or  bronze  or  iron  body,  brass 
mounted,  or  of  other  approved  non-corrodible  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
rodiblegmateHaLd  ^  lr°n  ^  °thCr  approved  non-cor- 

M  gate  valves  shall  be  solid  or  double  wedge  disc 
stuffing  box  pattern  with  hand  wheel,  outside  screw  and 
yoke,  or  other  approved  indicator  pattern. 

.  ■A-H  cbeck  valves  shall  be  approved  straightway  regrind- 
mg  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  36.  Water  Supply  Gate  Valves.  The  piping  con- 
nectmg  each  source  of  water  supply  with  the  sprinkler 
ystem  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 


Rule  37.  Water  Supply  Check  Valves.  The  pinffie 
connecting  each  source  of  water  supply  with  the  sprinkler 
system,  including  fire  department  connections,  shal^be  pro¬ 
vided  with  a  check  valve.  p 

On  two-source  systems,  check  valves  shall  have  a  gate 

tW^W?  Slder°  Permit  repair  o£  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 

of  supply  consist  of  tanks  located  above  the  highest  line 
sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  38  Control  Valves.  All  automatic  sprinkler 
systems  shall  be  provided  with  a  main  control  or  shut-off 

wavs6  orfiS  t0  b®  accfsible  as  near  the  stair- 

S  lwCr  \S  P°Sulble  a“d  sealed  in  the  °Pen  posi¬ 

tion,  except  that  when  the  sprinkler  system  is  fed  from 

water  supplies  on  the  roof  of  the  building,  independeS 
and  readily  accessible  floor  control  valves,  sealed^n  the 
open  position  may  be  installed. 

.  When  not  more  than  ten  (10)  standard  one-half  (24) 
inch  sprinkler  heads  or  three  (3)  Conran*  heads  in  any 
automatic  wet  pipe  system  are  exposed  to  cold  and  subject 
o  i  eezing,  shut-off  valves  may  be  provided  to  discontinue 
the  water  supply  to  such  heads  between  November  1  and 
if  J  •  A  greatei;  number  of  heads  than  specified  above 

Inrff  £  aces  whlch  cannot  be.  properly  heated,  shall  be 
controlled  by  an  automatic  dry-pipe  valve. 

Dry'PiPe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system  for  fire 
extinguishing  purposes. 

vajvf.s  shall>  £or  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
o  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

f  ~pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  trom  mechanical  injury  and  freezing. 

Automatic  wet-pipe  sprinkler  systems  in  which  only 
twenty-five  per  cent.  (25%)  of  the  heads  are  required  to  be 
maintained  dry  for  protection  from  freezing,  shall  have 
only  such  heads  under  dry-pipe  valve  control. 

•  £a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  con- 
taimng  dry  air,  or  it  shall  be  passed  through  a  drying 
chamber  containing  calcium  chloride,  in  order  to  avoid  the 
introduction  of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be 
maintained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  oqe  Type  A”  dry-pipe  valve: 

(b)  For  standard  one-half  (y2)  inch  heads .  400 

(c)  For  Conran*  one  (1)  inch  heads .  100 

(d)  For  Conran*  one  and  one-quarter  (V/A)  inch 

heads  .  54 

Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
type  A  dry-pipe  valve: 


437 


RULES 


(e)  For  standard  one-half  ()4)  inch  heads .  600 

(f)  For  Conran*  one  (1)  inch  heads........  ISO 

(e)  For  Conran*  one  and  one-quarter  (154)  inch 

g  heads  . ;•  96 

(h)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  ower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  haying  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(i)  For  standard  one-half  04)  inch  heads .  600 

(j)  For  Conran*  one  (1)  inch  heads . .  150 

(k)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads  . . 

Rule  40.  Alarm  Valve.  All  automatic  wet  pipe 
sprinkler  systems  shall  be  equipped  with  an  alarrn  valve  so 
constructed  that  a  flow  of  water  through  a  one-half  (/>) 
inch  orifice  will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

When  an  electrically  operated  alarm  is  installed  m  con¬ 
nection  with  an  alarm  valve  or  dry  pipe  valve,  the  installa¬ 
tion  shall  be  made  in  conformity  with  the  provision  of  Rule 

41. 

Rule  41.  High  and  Low  Water.  Electric  Alarm  on 
Gravity  and  Pressure  Tanks.  All  gravity  tanks  shall  be 
equipped  with  a  device  to  indicate  when  the  water  falls  be 
low  or  rises  above  the  normal  level  in  the  tank,  with  an 
indicator  and  alarm  located  in  the  engineers  room  near 
the  pump. 

All  gravity  and  pressure  tanks  shall  be  equipped  with 
a  high  and  low  alarm  as  hereinafter  specified,  ihe  high 
and  low  gravity  and  the  high  and  low  pressure  electric 
alarm  shall  be  so  constructed  and  arranged  that  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  gravity  tank,  and  when  the  pressure  falls  below  or 
rises  above  the  predetermined  level  in  the  pressure  tank,  an 
audible  and  visible  signal  will  be  given  in  either  the  pump 
room  or  engineer’s  room. 

The  audible  signalling  device  for  high  and  low  water 
and  high  and  low  pressure  electric  alarm  shall  consist 
of  a  vibrating  gong  of  at  least  3  inches  m  diameter  o 
the  enclosed  type  and  arranged  for  conduit  installation, 
the  same  to  be  operated  automatically  from  an  approved 
device  indicating  the  level  of  water  in  the  gravity  tank 
and  from  the  pressure  gauge  of  pressure  tank. 

The  audible  signalling  device  for  the  alarm  and  dry 
pipe  valves  shall  consist  of  an  enclosed  type  6-inch  vibrat¬ 
ing  gong  arranged  for  conduit  installation.  A  closed  cir¬ 
cuit  annunciator  shall  be  provided  in  connection  with  the 
alarm  system.  The  high  and  low  tell-tale  electric  connec¬ 
tions  shall  be  so  constructed  that  it  will  not  be  affected  by 
moisture  and  the  parts  shall  be  heavy  and  rugged,  ihe 
float  shall  be  of  approved  type. 

All  wiring  shall  be  installed  in  iron  or  steel  conduits 
and  the  installation  shall  be  in  accordance  with  the  pro¬ 
visions  of  Chapter  9  of  the  Code  of  Ordinances.  Only 
approved  closed  circuit  systems  shall  be  installed.  Con¬ 
trol  panels  to  operate  the  signalling  equipment  must  be 
approved  by  the  Board  of  Standards  and  Appeals,  ihe 
control  cabinet  shall  be  located  in  the  engineer  s  or  pump 
room  where  it  will  be  under  the  supervision  of  the  person 
in  charge  of  the  sprinkler  system. 


The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference: 

1.  Public  utility  electric  light  and  power  systems. 

2.  Electric  light  or  power  system  (public  utility  or 
isolated  plant)  supplemented  by  storage  battery 
either  controlled  by  an  automatic  throw-over  device 
or  floating  on  the  line  and  protected  by  a  reverse 
current  circuit  breaker. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  the  closed  circuit  type. 

When  the  system  is  connected  to  the  110  volt  lighting 
service  a  suitable  cut-out  is  to  be  provided  and  it  shall  be 
enclosed  in  a  locked  or  sealed  metal  cabinet.  The  con¬ 
nection  to  the  system  shall  be  the  first  connection  on  the 
house  side  of  and  as  near  as  practicable  to  the  meter. 
When  batteries  are  used  to  operate  the  system  they  shall 
be  placed  in  an  approved  cabinet  provided  with  a  lock  and 
key. 

Rule  42.  Heating  of  Tanks.  The  water  in  all  sprinkler 

tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frostproof 
house  properly  heated  and  lighted. 

Rule  43.  Concealed  Pipe  Systems.  All  pipe  in  con¬ 
cealed  pipe  systems  shall  be  of  standard  full-weight 
wrought  iron  or  steel,  painted  with  two  coats  of  protective 
paint,  one  before  and  one  after  installation.  Such  pipe  as 
shalfbe  installed  in  ducts  or  be  encased  in  cement  mortar 
shall  be  inspected  prior  to  concealment.  When  installed  in 
the  concealed  space  between  floor  arches  and  ceiling,  such 
pipe  shall  be  supported  by  hangers  and  all  pipe,  fittings 
and  hangers  be  protected  with  tw’O  coats  of  paint. 

Rule  44.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of 
sprinkler  heads  shall  be  provided  with  the  necessary  cur¬ 
tain  boards  and  draft  stops  to  permit  specific  control  of 
the  fire  by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  45.  Approval  of  Sprinkler  System.  Before  ac¬ 
ceptance  all  automatic  sprinkler  systems,  excluding  the 
water  supply  tanks,  shall  be  subjected  after  installation 
to  a  hydrostatic  pressure  test  of  at  least  one  (1)  hour’s 
duration  at  not  less  than  fifty  (50)  pounds  per  square  inch 
in  excess  of  that  which  will  be  normally  carried  and  ob¬ 
served  in  the  sprinkler  system,  such  test  pressure,  how¬ 
ever,  to  be  not  less  than  one  hundred  and  fifty  (150) 
pounds  per  square  inch  in  any  part  of  the  system. 

All  pressure  tanks  shall  be  tested  after  erection  to  a 
test  pressure  of  one  and  one-half  (1)4)  times  the  working 
pressure.  To  prevent  the  possibility  of  serious  water 
damage  in  case  of  a  break,  the  pressure  shall  be  main¬ 
tained  by  a  small  pump,  the  main  controlling  gate  being 
meanwhile  kept  shut.  Brine  or  other  corrosive  chemicals 
shall  not  be  used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of 
over  two  (2)  pounds  per  square  inch  for  the  twenty-four 
(24)  hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injuring  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of 
sprinklers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 
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No  piping,  devices  nor  any  portion  of  a  newly  con¬ 
structed  sprinkler  system  shall  be  covered  up  or  perma¬ 
nently  concealed  until  tested  by  the  Bureau  of  Fire  Pre¬ 
vention  and  approved  of  in  writing,  except  piping  passing 
through  floois,  walls,  partitions  or  beams  for  distances 
equal  to  the  thickness  of  such  floors,  walls,  partitions  or 
beams. 

Rule  46.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  lequired  in  non-fireproof  business  buildings 
under  the  provisions  of  Chapter  5,  Article  4,  Secton  72, 
Subdivision  L,  Code  of  Ordinances,  shall  consist  of  at  least 
a  One  Automatic  Source  System,  except  buildings  used 
as  freight  depots,  car  barns,  stables,  garages,  factories  and 
grain  elevators  which  sprinkler  systems  shall  be  supplied 
by  any  two  of  the  automatic  sources  or  one  of  the  auto¬ 
matic  sources  and  a  fire  pump  as  described  in  rules  9 
and  10. 

47.  Department  Stores.  Wet  sprinkler  systems 
shall  be  required  in  all  department  stores  and  where  the 
floor  area  on  any  story  or  cellar  exceeds  20,000  square 
feet,  the  system  shall  be  supplied  by  two  of  the  auto¬ 
matic  sources  as  provided  for  in  Rule  14. 

Rule  48.  Factories  and  Other  Buildings.  Where  the 
Cab  or  Law  or  the  Code  of  Ordinances  require  automatic 
sprmkler  systems,  or  where  any  of  the  requirements  of 
the  Labor  Law  or  Code  of  Ordinances  are  waived  be¬ 
cause  of  the  installation  of  an  automatic  sprinkler  sys¬ 
tem,,  such  sprinkler  systems,  unless  specifically  otherwise 
required  by  the  Fire  Commissioner,  Code  of  Ordinances, 
Labor  Law,  or  these  rules,  shall  have  at  least  the  fol¬ 
lowing  sources  of  supply  installed  in  accordance  with  these 
rules : 

1.  A  Gravity  tank  and  Siamese,  or 

2.  A  Pressure  tank  and  Siamese,  or 

3.  A  direct  6-inch  connection  to  the  City  water  supply 
fed  two  ways,  capable  of  furnishing  water  at  not  less 
than  15  pounds  per  square  inch  static — pressure  at  the 
highest  line  of  sprinklers  below  the  main  roof,  and  the 
required  Siamese. 

Rule  49.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall 
consist  of  at  least  a  One  Source  Automatic  System. 

Rule  50.  Firework  Storage.  Automatic  sprinklers  re- 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92 
Lode  of  Ordinances,  shall  consist  of  either  of  the  two 
automatic  sources  as  provided  in  Rule  14. 

Rule  51.  Nitro-Cellulose  Products.  Automatic  sprinklers 
as  required  in  buildings  in  which  nitro-cellulose  products 

m6  cSt°red  Hnder  the  Provisions  of  Chapter  10,  Article 

Section  232,  Code  of  Ordinances,  shall  consist  of  a 
system  supplied  from  both  approved  gravity  tank  supply 
and  an  approved  pressure  tank  supply,  except  that  no 
cnange  shall  be  required  in  supplies  to  automatic  sprinkler 
equipments  previously  approved  by  the  Fire  Commissioner 
as  two  source  systems,  in  conformity  with  the  provisions 
ot  this  rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  either  of 
the  two  automatic  sources  as  provided  for  in  Rule  14 


Rule  52.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflamma¬ 
ble  motion-picture  films  are  stored  under  the  provisions  of 
Chapter  10,  Article  20,  Section  241,  Code  of  Ordinances, 
shall  consist  of  a  system  supplied  from  both  an  approved 
gravity  tank  supply  and  an  approved  pressure  tank  supply 
except  that  no  change  shall  be  required  in  supplies  to  auto- 
matic  sprinkler  equipments  previously  approved  by  the 
hire  Commissioner  as  two  source  systems  in  conformity 

r  1921  6  provlSlons  of  this  rule  as  in  force  UP  ^  December 

Rule  53.  Sprinkler  Protection  for  Special  Hazards  in 
Non-Sprmklered  Buildings  Not  Provided  for  by  Laws  or 
Ordinances  or  in  These  Rules. 

Sprinkler  heads  and  pipings  may  be  provided  on  ceilings 
of  enclosed  rooms,  closets,  shafts,  or  other  spaces  which 
are  used  as  carpenter  shops,  upholstering  rooms,  paint 
shops,  waste  paper  rooms,  old  record  storerooms,  trunk 
and  general  storage  rooms  in  hotels,  offices  or  other  build¬ 
ings,  and  in  stores  and  showrooms  or  where  nitro-cellu¬ 
lose  products  or  inflammable  photographic  or  X-ray  film  is 
stored  or  used,  or  in  ice  boxes  of  cold  storage  plants. 

.  "The  number  and  type  of  sprinkler  heads,  spacing  and 
size  of  pipe,  location  and  number  of  valves,  method  of 
draining  lines,  water  flow  or  other  alarms,  shall  be  as  re¬ 
quired  by  the  Fire  Commissioner  to  properly  protect  the 
special  hazard. 

The  source  of  water  supply  where  required  may  be  taken 
from  the  house  supply  tank  or  other  sources  of  water 
supply,  except  that  no  connection  shall  be  taken  from 
the  standpipe  system  or  from  the  feed  line  to  boilers.  In 
all  cases  there  shall  be  sufficient  water  to  provide  2o' gal¬ 
lons  of  water  per  head  for  30  minutes  and,  further,  that 
the  pressure  on  any  sprinkler  line  shall,  where  practicable 
be  not  less  than  15  pounds  static  pressure. 

Rule  54.  Existing  Installations  and  Approvals.  Auto¬ 
matic  sprinkler  systems  and  devices  heretofore  installed 
shall  not  be  required  to  conform  to  these  rules  where  the 
fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions 
or  extensions  in  height  or  area  is  made  to  the  building 
when  these  rules  shall  apply  if  deemed  advisable  or  neces¬ 
sary  by  the  Fire  Commissioner. 

Rule  55.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  ap¬ 
proved  fire  doors  on  both  sides  of  the  wall,  one  of  which 
must  be  automatic. 

Rule  56.  Maintenance  Inspection.  Automatic  sprinkler 
systems,  shall  be  inspected  at  least  once  a  month  by  the 
person  in  charge  of  the  building,  or  by  other  competent 
person  employed  by  the  owner,  to  see  that  all  parts  of  the 
system  are  in  perfect  working  order,  and  the  fire  depart¬ 
ment  connection,  or  connections,  if  any,  ready  for  immedi¬ 
ate  use  by  the  Fire  Department.  A  detailed  record  of  each 
inspection  shall  be  kept  for  examination  by  a  representa¬ 
tive  of  the  Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And 
there  shall  be  one  or  more  employees  instructed  in  the 
maintenance  of  sprinkler  system. 

Saving  Clause.  .  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  res¬ 
cinded. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis- 
tnbution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  3SC’ 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 
April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de- 
scriptions  will  be  permitted  unless  either  amended  draw- 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
witii  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola-  * 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

t 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 


20.  Pipe,  including  the  hub, 
following  average  weights  per 

shall  weigh  not  less  than  the 
linear  foot; 

Diameters 

Weights  per  Linear  Foot 
Standard  Extra  Heavy 

.  3  3/5 

SJ/2  pounds 

.  5  1/5 

9/2  pounds 

.  7 

13  pounds 

. 9 

17  pounds 

. 11 

20  pounds 

. 14 

27  pounds 

. 17 

33^4  pounds 

. 23 

45  pounds 

12  inches . 

. 33 

54  pounds 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  weight  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra,  heavy  pipe  is  used, 
and  nine  ounces  when  sta.nda.rd  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested,  by  the 
manufacturer.  All  pipe  must  be.  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1 K  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2 y2  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3K  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4*4  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters 

Thicknesses 

Linear  Foot 

IK 

inches . 

.14  inches 

2.84  pounds 

2 

inches . 

.15  inches 

3.82  pounds 

2K 

inches . 

.20  inches 

6.08  pounds 

3 

inches . 

.21  inches 

7.92  pounds 

3K 

inches . 

.22  inches 

9.54  pounds 

4 

inches . 

.23  inches 

11.29  pounds 

4  K 

inches . 

.24  inches 

13.08  popnds 

5 

inches . 

.25  inches 

15.37  pounds 

6 

inches . 

.28  inches 

19.88  pounds 

32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


1  K  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 V2  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


V/2  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Weights  per 

Diameters  Linear  Foot 


IK  inch  (for  flush  pipes  only) .  2 K  pounds 

\y2  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4K  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  jnches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed,  of 
brick  must  be  8  inches  thick;,  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall. de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open,  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into,  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

| 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  _  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 

of 

Pipe 

Fall 

J4  Inch  per  Foot 

Fall 

Vi  Inch  per  Foot 

3 . 

1,500  square  feet 

4 . 

3,200  square  feet 

5 . 

6,000  square  feet 

6 . 

10,000  square  feet 

7 . 

15,600  square  feet 

8 . 

22,500  square  feet 

9 . 

31,500  square  feet 

10 . 

59,000  square  feet 

12 . 

98,000  square  feet 

7a.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
m  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
vj  ^  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
,°.a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77  When. the  plumbing  system  of  any  building  is  altered 
hy  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
ouse-drain  just  inside  of  the  house  trap  and  extended  to 

the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
I  he  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-dram  but  not  less  than  4  inches  in  diameter. 

•  i^°  c-ur^  k°x  or  similar  device  with  grating  placed  in 

sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
afi  e^Sr  °ne  above.the  roof  coping,  and  well  away  from 
Shafts,  windows,  chimneys  or  other  ventilating  openings. 
Yv  hen  less  than  four  inches  in  diameter,  they  must  be  en- 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas- 
into  ihe  °Pening  of  each  pipe  in  an  accessible  position. 

When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessafy  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  mcreasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 


or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases. ...........  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

H**anch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  inches 

When  set  in  ranges  of  three  .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1  y2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  specia 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon- jet  water  closet  or  slop  sink  fixtures  are  installe 
with  branch  piping  not  over  five  (5)  feet  in  length  fro*11 
fixture  to  main  soil  or  waste  line,  the  vent  pipe,  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  W 
stories  in  height,  and  where  the  main  soil  or.  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent 

as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter.;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more. than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  yoke  type  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi- 
nary  type  of  venting  is  installed  and  the  number  . of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  amy 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-V/2  inch  branches  on  a  1J4  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1 1/2  inch  branches  on  a  2  inch  main  branch. 

2-2  |  inch  branches  on  a  2  inch  main  branch. 

4-1J4  ) 

1-2  \  inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
anv  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  u^e  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 

^  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

.112- .  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

V/2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1  y2)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(M)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun- 
tains  or  drinking  fountains,  shall  be  installed  with  an  in- 
direct  waste  connection  to  the  plumbing  and  drainage  svs- 
tem  _  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1J4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1J4  inches  in  diameter 
nor  larger  than  1J4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  _  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
teet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
sate  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

v117-  ,Jhe  branches  on  vertical  lines  must  be  made  by 
.  °.r  1  *  nttings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

.  121  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa- 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

12d-  .  *2  lodSln£  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

teniement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart- 
ments  must  be  ventilated  to  the  outer  air  by  windows  open- 
mg  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-ciosets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  fiushometer  valves  are  used. 

136.  Each  w^ater-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  fiushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  m 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-halt 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 

exceed  twelve  inches  in  length.  . 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 

of  the  drainage  system.  .  . 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 

and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe.  , 

142.  Rubber  connections  and  elbows  are  not  permitted 

on  flush  pipes.  ....  .. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com- 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  04)  inches ;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  ($4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  nav- 
ing  not  more  than  fifteen  Sleeping  rooms,  on  each  branc 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible,  to  place 
them  six  inches  or  more  apart,,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  m- 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supp  y 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes. 

pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewrer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts.  k 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems,  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

_  165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a.  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

f71.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vei  tical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  budding  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 


175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Weights  per 

Diameters  Linear  Foot 


3A  inch .  0.56 

V2.  i'nch .  0.85 

Va  inch .  1.12 

1  inch .  1.67 

IV  inch .  2.24 

V/z  inch .  2.68 

2  inch .  3.61 

2J4  inch .  5.75 

3  inch .  7.54 

V/i  inch .  9.00 

4  inch .  10.66 


pound 

pound 

pound 

pound 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


No  pipe  allowed  of  less  than  A  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  ft  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

•  185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exterP 
sions,  pipe  shall  be  again  put  together  with  right  and  left 

couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter  Length  Burners 


3/s  inch .  26  feet  3 

y2  inch .  36  feet  6 

^  inch .  60  feet  20 

1  inch .  80  feet  35 

inch .  HO  feet  60 

1  y2  inch .  150  feet  100 

2  inch .  200  feet  .  200 

2y2  inch .  300  feet  300 

3  inch .  450  feet  45Q 

Zy2  inch .  500  feet  600 

4  inch .  600  feet  750 


191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  $4  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com- 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standard#  and  Appeal#, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  watdr  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 

venting.  .  .  c 

The  testing  apparatus  shall  be  located  within  the  City  ot 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
a,n?„.  ^  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto  of 
the  same  diameter  as  the  vertical  line,  this  branch  line’ not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 


Approval. 


An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 


For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 


For  Self -Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
Jlles>  .e  *raP  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 


Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets;  tank  shall 
u  vera  capacity  n°l  Kss  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 


Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE. 


•Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
tor  each  ninety-five  pound  bag  of  Portland  cement: 


1-1 V2-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  S  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated,  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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FIRST  QUARTERLY  REPORT 


City  of  New  York 


Board  of  Standards  and  appeals 


HARRIS  H.  MURDOCK,  Chairman 
MUNICIPAL  BUILDING 


April  14,  1936. 


Hon.  Fiorello  H.  La  Guardia, 

Mayor  of  The  City  of  New  York, 

City  Hall,  New  York  City. 

Dear  Sir  : 

I  have  the  honor  to  submit  to  you  the  First  Quarterly  Report  of  the  Board !.°*  ^T^ChTrler^lection"''^'^ 
year  1936.  This  report  is  being  submitted  to  you  in  accordance  with  the  provisions  of  the  Charter,  b 

and  will  also  be  printed  in  the  Bulletin  of  the  Board.  _ _  _ 


CASES  FILED  AND  PENDING,  1936 


Filed  A  BZ  S  SA  SR  M’L  T’L  GR.T’L 

I  J  |  |  J  l  ? 

FEBRUARY  .  9  11  2  3  0  40 

Restored  .  0  5  0  1  0  0  o 

MARCH  .  16  5  3  5  0  56 

Restored  .  0  11  0  0  U  v  *  _ 

TOTAL .  30  58  7  13  1  131  240  240 

PENDING  .  L  ,  0  176  176 

Dec.  31,  1935...  26  82  2  _63  3  ”  _  _ 

GRAND  TOTAL..  56  140  9  76  4  131  416  416 

DISPOSITION 

1936  ^  i  oq  qa 

JANUARY  .  14  32  3  7  1  29  86 

marrchary. ::::::  i°o  J5  _1  J  J  _* 

TOTAL .  34  68  5  20  1  131  2 59  259 

PEIMard?31,  1936.  22  72  4  56  3  0  157  157 

C°de:  LwPPLawS  fsT_idptcitLrnffeor%dprrova API£S  foT Ad“^  Rul^^Misc 


RULES  FOR  THE  TESTING  OF  WOOD 

of  Section  356  of  Chapter  5  of  the  Code  of  Ordinances  (Building  Code) 


Pursuant  to  the  Provision 


(639-27-SR) 

Adopted  by  the  Board  of  Standards  and  Appeals  July 
22,  1927.  Amended  March  16,  1928. 

Rule  1.  Before  any  wood  may  be  used  for  flooring  or 
interior  trim  where  incombustible  materials  are  required 
under  the  provisions  of  section  356  of  the  Building  Code, 
the  commissioner  of  buildings  must  be  notified  promptly 
upon  the  delivery  at  the  job  of  a  consignment  of  sudi 
material.  One  test  sample  for  each  2,000  feet  of  material 
will  then  be  selected  by  a  representative  of  the  Department 
of  Buildings,  marked  for  identification,  and  forwarded  to 
the  testing  laboratory,  where,  under  the  supervision  of  the 
commissioner  of  buildings  or  his  representative,  the  sam¬ 
ples  shall  be  subjected  to  the  following  tests: 


Before  making  tests,  all  specimens  for  testing  shall  be 
oven  dried  at  a  temperature  of  140°  F.  to  a  point  where 
there  is  no  further  loss  of  weight  due  to  evaporation  of 

moisture  content.  ... 

A.  SHAVING  TEST— A  mass  of  shavings  cut  fairly 
thick  from  the  outside  and  interior  of  sticks  of  the  treated 
wood  are  to  be  tested  separately.  These  shavings  shall  be 
placed  to  a  depth  of  two  inches  in  a  metal  vessel  twelve 
inches  square,  the  bottom  of  which  shall  consist  of  a  wire 
screen  of  inch  mesh.  The  shavings  shall  be  packed 
down  moderately  to  reduce  the  air  spaces.  A  Bunsen 
yellow  flame  shall  then  be  placed  beneath  the  receptacle  so 
that  the  flame  is  in  contact  with  the  shavings.  After 
twenty-five  seconds  the  flame  shall  be  removed.  The  flame 
at  no  time  should  show  higher  than  six  inches  above  the 
top  of  the  bed  of  shavings  and  the  shavings  should  not  be 
consumed  in  less  than  five  minutes. 
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FIRST  QUARTERLY  REPORT 


SUMMARY 


DOCKET  DISPOSITION  OF  CASES 


Cases  pending  December  31,  1935 .  176 

Cases  filed  up  to  March  31,  1936 .  84 

Restored  to  Calendar  .  25 


Miscellaneous  Applications 


Requests  to  reopen .  79 

Requests  to  amend  .  28 

Requests  for  modification  .  0 

Requests  to  rescind  .  2 

Requests  for  extension  of  time .  14 

Requests  for  extension  of  permit .  2 

Requests  for  approval  of  plans .  4 

Administrative  requests  .  0 

Requests  for  interpretation  .  2 

Total  . ~416 

Disposed  of  . 259 

Cases  pending  March  31,  1936 .  157 


Withdrawn  .  21 

Dismissed  .  4 

Denied  . !!!!!!!  26 

Granted  .  0 

Granted  on  condition  .  56 

Appliances  approved  .  ig 

Appliances  dismissed,  disapproved  or  withdrawn..*!.'!  2 

Rules  approved  .  j 

Rules  disapproved,  rescinded  or  withdrawn .  0 

Miscellaneous  Actions 

Requests  to  reopen  granted  .  72 

Requests  to  reopen  denied  .  4 

Requests  to  amend  granted  . ! ! ! ! !  28 

Requests  to  amend  denied  . !!!!!!!  0 

Requests  for  modification  granted .  0 

Requests  for  modification  denied  . !!!!!!  0 

Requests  to  rescind  granted  .  2 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  14 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  2 

Requests  for  extension  of  permit  denied  . ! !  0 

Plans  approved  . !!!!!!!  3 

Plans  disapproved  . 1 

Administrative  requests  granted  . ! !  0 

Administrative  requests  denied  or  withdrawn . !!!  0 

Interpretations  . ’  ’  ’  2 

Requests  withdrawn  or  dismissed  . ! ! !  3 


TotaI  .  259 


MONEYS  RECEIVED 

SUBSCRIPTIONS 

To  Bulletin . 

JANUARY 

FEBRUARY 

cn 

MARCH 

$80.00 

TOTAL 

$220.00 

147.26 

Cash  Sales  . 

/  .jU 
co  AT 

Paid  to  Chamberlain . 

jo.Oj 

48.53 

con  1 7 

$128.53 

$367.26 

vpVU.  1  j 

EDWARD  V.  BARTON,  Chief  Clerk. 

HARRIS  H.  MURDOCK, 

Chairman. 

RULES  FOR  THE  TESTING  OF  WOOD 


.  B.  TIMBER  TEST.  Two  samples  34  inch  by  1J4 
inches  in  cross  section  and  twelve  inches  long  shall  be 
laid  side  by  side  across  the  top  of  a  gas  crucible  furnace 
with  a  pyrometer  between  them.  The  specimens  shall  be 
subjected  to  a  flame  at  1700  deg.  Fahrenheit  for  two  min¬ 
utes,  the  test  pieces  shall  then  be  removed,  and  the  time 
of  duration  of  flame  and  glow  observed.  The  sticks  shall 
then  be  cut  through  the  middle  at  the  most  burned  section 
and  the  area  of  the  unburned  wood  measured  with  a  plani- 
meter  The  flame  must  not  persist  longer  than  15  seconds 
nor  the  glow  longer  than  20  seconds,  and,  in  the  case  of 
hard  woods,  the  unburned  area  should  not  be  less  than  55 
per  cent.,  nor  in  the  case  of  soft  woods  less  than  45  per 
cent. 

C.  CRIB  TEST.  Twenty  samples  are  to  be  prepared, 
each  14  inch  square  and  6  inches  long.  These  shall  be  built 
up  on  a  ring  support  to  form  a  crib  work  five  tiers  high, 
tour  sticks  to  a  tier,  making  the  crib  six  inches  by  six 


inches,  and  approximately  2J4  inches  high.  The  crib  shall 
be  set  six  inches  above  a  Bunsen  burner  to  which  the  crib 
shall  be  exposed  for  a  period  of  one  minute  at  a  tempera¬ 
ture  approximating  1200  deg.  Fahrenheit.  The  flame  must 
not  persist  more  than  twenty  seconds  after  the  Bunsen 
burner  is  removed,  nor  the  glow  last  more  than  thirty 
seconds.  The  tendency  of  the  flame  to  spread  from  stick 
to  stick  must  also  be  noted. 

Rule  2.  All  of  the  above  tests  shall  be  at  the  expense  of 
the  owner  or  contractor,  or  other  interested  party. 

If  the  tests  are  satisfactory  the  entire  shipment  will  be 
permitted  to  be  taken  into  the  building  and  used.  If  not, 
the  entire  shipment  shall  be  condemned  and  must  be  re¬ 
moved  from  the  premises. 

In  general,  acceptance  shall  be  predicated  upon  the  exist¬ 
ence  of  a  complete  plant  in  full  working  order  from  which 
the  material  is  shipped,  and  each  shipment,  or,  where  pos¬ 
sible,  each  piece  shall  be  trade  marked  in  a  conspicuous 
manner  so  that  there  may  be  no  doubt  as  to  its  identity. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

3 17-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 
938-22-SA— Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA— Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
"A". 

359-30-S A— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA— D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

77-34-SA— Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-SA— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-S A— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM— “Radbur”  Flameproofing  Compound. 

7-35-S A— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 


97-35-SA— Roper  Rotary  Pump  for  Fuel  Oil. 

113-35-SA— Ryan  Marvel  Oil  Burner,  Model  M. 
123-35-SA— National  Airoil  Safety  Tank  Filling  Valve. 
135-35-SA— Loyalty  Conversion  Hot  Water  Heater. 
156-35-S A— Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA— Easy  way  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA— Easy  way  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA— National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216- 35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

217- 35-SA— Brigham  Oil  Burner. 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  D* 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

274-35-SA— Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 
343-35-SA— Pacific  Oil  Burner. 

352-35-SA— Todd  Fuel  Oil  Fill  Pipe  Terminal. 

1 5-36-S A — Riesner  Fuel  Oil  Ventilating  Brick  No  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE .BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLE 1  IN  to 

Name . . . - . 


Street . 

P.  O . 


My  Subscription  is  to  begin  with  the  issue  for....~ — 
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correction  affecting  Calendar  Number  19-36-BZ. 

Approved  Fuel  Oil  Pumps. 

}i!  Burner  Rules. 

"tules  for  Refrigerating  Systems. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  April  20,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  April  27,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  April  15,  1936 

Cal.  No.  Department  Premises  Affected 

90-36-BZ . D.B.Q . 4820  40th  street,  southwest  cor¬ 

ner  of  Greenpoint  avenue 
(Block  205,  Lot  25),  Sunny- 
side,  Borough  of  Queens, 

N.B.  4863-35. 


D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


Q1-V,_A  FD  . Transportation  of  Petroleum, 

.  Shale  Oil  or  Coal  Tar  in 

Trucks  in  New  York  City; 

40-L.C.  &  Decision. 


92-36-BZ  _ D.B.M . 109-131  West  50th  street,  north 

side  and  110-130  West  51st 
street,  south  side,  105  ft. 
west  of  6th  avenue  (Block 
1003,  Lot  17),  Borough  of 
Manhattan, 

Applic.  32-36. 


93-36-SA . F.D 


Wicaco  Adjustable  Oil  Burner 
Pump  (Fuel  Oil  Metering 
Pump), 

Appliance. 


94-36-BZ . D.B.Bx 


95-36-A . F.D 


901  Walton  avenue,  west  side, 
63.40  ft.  north  of  East  161st 
street  (Block  2476,  Lot  91), 
Borough  of  The  Bronx, 

Applic.  118-36. 

..Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City, 

7597-L.C.  &  Decision. 


96-36-SA . F.D . Silent  Heet  Oil  Burner,  Model 

C,  Appliance. 


97-36-A  . F.D . 57  East  54th  street,  north  side, 

166  ft.  east  of  Madison  ave¬ 
nue  (Block  1290,  Lot  2 7jZ), 
Borough  of  Manhattan, 

7608-L.C. 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . ..Mar. 

Concrete  Rules  (Hydrated  Lime)... Apr. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Oct. 

Fire  Retarding  Rules  for  Garages, 

etc . Mar. 

Fireproof  Wood,  Testing  of . ..Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . . . . . Nov. 

Platform  Trucks,  Specifications  for. Apr. 

Plumbing  Rules  . Apr. 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.Apr. 
Smoking  in  Factories,  Rules  for.... July 

Sprinkler  Rules  . Apr. 

Standpioe  Fireline  Rules . Mar. 

Structural  Alterations,  Reporting. .  .June 

Tank  Trucks,  Fuel  Oil,  etc . Apr. 

Tank  Trucks,  Gasoline,  etc . Apr. 

Wire  Glass  Rules  (Amendment  to 

Rule  SOS  of  Industrial  Code).. Apr. 


2,  1932— Vol.  17,  No.  31 
10,  1936— Vol.  21,  No.  10 
14,  1936— Vol.  21,  No.  15 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 

28,  1935— Vol.  20,  No.  22 

29,  1935— Vol.  20,  No.  44 

24,  1936— Vol.  21,  No.  12 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 
21,  1936— Vol.  21,  No.  16 

27,  1934 — Vol.  19,  No.  48 
7,  1936— Vol.  21,  No.  14 
14,  1936— Vol.  21,  No.  15 

25,  1936— Vol.  21,  No.  8 
21,  1936— Vol.  21,  No.  16 

9,  1935— Vol.  20,  No.  28 
14,  1936— Vol.  21,  No.  15 
24,  1936— Vol.  21,  No.  12 
7,  1932— Vol.  17,  No.  23 
7,  1936— Vol.  21,  No.  14 
7,  1936— Vol.  21,  No.  14 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . Mar. 

Fireline  Hose  Valves . Mar. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar. 

Fuel  Oil  Fill  Pipe  Terminals. . Mar. 

Fuel  Oil  Burners  for  Industrial  Use.Mar. 

Fuel  Oil  Pumps . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . ...Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Apr. 


5,  1935— Vol.  20,  No.  10 
10,  1936— Vol.  21,  No.  10 

31,  1936— Vol.  21,  No.  13 
10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 
21,  1936 — Vol.  21,  No.  16 

26,  1935— Vol.  20,  No.  48 

14,  1936— Vol.  21,  No.  15 


Restored  to  Calendar 

293-31-BZ . D.B.Bx . Southeast  corner  of  Layton 

avenue  and  Shore  drive 
(Block  5467,  Lot  1),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


410-31-BZ  .  .D.B.Q . 175-14  Horace  Harding  boule- 

vard,  south  sid6)  n771  ft 
west  of  Utopia  parkway 
(Block  2661,  Lot  26),  Flush¬ 
ing,  Borough  of  Queens.  _ 

Decision. 


46-33-BZ . D.B.Q . F.dgemere  avenue,  south  side, 

from  Beach  52nd  street  to 
Beach  53rd  street  (Block  343, 
Lot  45),  Edgemere,  Borough 
of  Queens,  Decision. 


CODE 


D  B . Department  of  Buildings 

H.D . Health  Department 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  April  15,  1936,  Abraham  Kaplan,  attorney,  served  on  board 
petition  and  order  of  certiorari  for  Scharlin  Motor  Corp.,  lessee  from 
U.  S.  Realty  &  Improvement  Co.,  owner,  in  re  decision  of  March 
31,  1936,  denying  use  of  vacant  land  for  sale  and  display  of  motor 
vehicles  in  business  district,  at  premises  883  to  889  First  avenue, 
northwest  corner  east  49th  street,  Borough  of  Manhattan,  Cal.  INo. 
41-36-A. 


COURT  DECISION 

Matter  of  Fordhof  Realty  Co.,  Inc.  (Murdock)— December  10,  1935, 
board  denied  change  of  existing  residence  building  to 
business  use,  under  section  21,  in  residence  district; 
Cal  No.  277-35-BZ ;  premises  2171  Grand  Concourse, 
Borough  of  The  Bronx.  Justice  Callahan  reversed 
board  (N.  Y.  L.  J„  April  10,  1936). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  20,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

599-31-BZ. 

APPLICANT— Irving  M.  Fenichel,  for  Sajamo  Realty 
Corporation  "and  Nostrand  Sanitary  Cleansing 
Corporation,  owners. 
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PREMISES — 237-239  Nostrand  avenue,  east  side,  25  ft. 
north  of  Kosciusko  street  (Block  No.  1779,  Lot 
Nos.  2  and  3),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7 a  and  21  of  the  building 
zone  resolution  (reopened  February  18,  1936), 

TO  PERMIT  in  a  business  district  the  extension  of  a  ’dry 
cleaning  establishment. 

35-36-BZ. 

APPLICANT — Joseph  W.  Genzardi,  for  Hugo  C.  Cook, 
owner. 

PREMISES — 2311  St.  Raymonds  avenue,  north  side,  95  ft. 
east  of  Glover  street  (Block  No.  3990,  Lot  Nos. 
12,  13  and  25),  Borough  of  The  Bronx. 

APPLICATION,  under  section  7e  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  further  extension 
of  a  garage  for  more  than  five  (5)  motor  vehicles, 
existing  prior  to  1916— permission  to  extend  was 
granted  by  the  board  under  Cal.  No.  1272-24-BZ 


APRIL  21,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
21,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


:al.  no.  641-30-BZ — Application  of  Michael  Shanley,  appli¬ 
cant,  on  behalf  of  2508  Broadway, 
Inc.,  owner,  reopened  March  17,  1936 
for  rehearing  on  revised  proposition 
(matter  having  been  referred  back  to 
the  board  by  Order  of  the  Court)  re 
Application,  under  sections  21  and  7f 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  maintenance  of  a  gasoline  service 
station  for  a  further  period  of  two 
(2)  years  (previously  granted  for  a 
temporary  period)  ;  premises  south 
side  of  Hillside  avenue,  41  ft.  east  of 
207th  street  (Block  No.  1508,  Lot  Nos. 
3,  4  and  5),  Queens  Village,  Borough 
of  Queens. 

al.  no.  30-36-BZ — Application,  February  14,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  Meyer  Randolph, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  708 
Bedford  avenue  and  15-17  Lynch 
street,  northwest  corner  (Block  No. 
2230,  Lot  No.  37),  Borough  of  Brook¬ 
lyn. 

\l.  no.  67-33-BZ — Application  of  Michael  Glick,  applicant, 
on  behalf  of  Harry  Weisberg,  owner, 
reopened  September  24,  1935,  under 
section  21  of  the  building  zone  reso¬ 
lution,  to  permit  in  a  business  district 
the  maintenance  of  a  gasoline  service 
station — previously  granted  by  the 
board  for  a  temporary  period  which 
has  expired;  premises  3900  Baychester 
avenue  and  1225  East  233rd  street, . 
northeast  corner  (Block  No.  4955,  Lot 
No.  1),  Borough  of  The  Bronx. 


cal.  no.  1236-27-BZ — Application  of  Archie  H.  Samuels, 
applicant,  on  behalf  of  Dorothy 
Rehderr  owner,  reopened  March  31, 
1936,  for  consideration  as  to  extension 
of  permit — re  Application  previously 
granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period;  premises 
southeast  corner  of  Woodhaven  boule¬ 
vard  and  163rd  avenue  (Block  No. 
4046,  Lot  No.  63),  Aqueduct,  Borough 
of  Queens. 

cal.  no.  414-20-BZ — Application  of  Ashley  and  Booth,  ap¬ 
plicants,  on  behalf  of  Rose  Ash, 
owner,  reopened  March  31,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application  (previously  granted) 
under  section  7f  of  the  building  zone 
resolution,  permitting  on  a  plot  of 
ground  in  a  residence  district  the 
maintenance  for  a  temporary  period 
of  eighty  (80)  individual  garages  to 
be  rented  to  persons  not  residing  on 
the  premises;  premises  southwest  cor¬ 
ner  of  West  186th  street  and  Laurel 
Hill  terrace  (Block  No.  2149,  Lot  No. 
84),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  21,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

71-36-A — 3402-3424  Foster  avenue,  south  side,  540  ft.  west 
of  East  37th  street  (Block  No.  4982),  Borough 
of  Brooklyn. 

Variations  of  Labor  Law 

55-36-S — 432-450  Madison  avenue,  northwest  corner  of 
East  49th  street  (Block  No.  1385,  Lot  Nos. 
14-17  and  56-58),  Borough  of  Manhattan. 

81-36-S — 465-467  Liberty  street,  north  side,  20  ft.  east  of 
Bradford  avenue  (Block  No.  3691,  Lot  No. 
30),  Borough  ot  Brooklyn. 

Appliance  Submitted  for  Approval 

86-36-SA — Citro  Oil  Burner,  Models  A  and  B  and  Superb 
Oil  Burner,  Models  A  and  B. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the^  building  zone  resolution,  Tuesday  afternoon,  April 
21,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board  : 

cal.  no.  216-29-BZ — Application  of  Abram  Shlefstein,  ap¬ 
plicant,  on  behalf  of  Helen  Eckerman, 
owner,  reopened  March  24,  1936,  fo- 
consideration  as  to  extension  of  permit 
— re  Application,  under  section  7f  of 
the  building  zone  resolution,  permitting 
in  a  business  district  the  maintenance 
of  a  gasoline  service  station;  premises 
southwest  corner  of  Nassau  boulevard 
and  Little  Neck  road  (Block  No.  4108, 
Lot  No.  100),  Little  Neck,  Borough  of 
Queens. 
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cal.  no.  328-34-BZ — Application  of  Henry  Nordheim,  appli¬ 
cant,  on  behalf  of  Max  Mirowitz, 
owner,  reopened  March  24,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein — re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1449  Vyse  avenue,  west  side,  100 
ft.  south  of  Jennings  street  (Block  No. 
2987,  Lot  No.  33),  Borough  of  The 
Bronx. 


cal.  no.  18-36-BZ — Application,  January  30,  1936,  under 
sections  7c,  7e  and  21  of  the  building 
zone  resolution,  of  Capitol  Theatre  Bus 
Terminal,  Inc.,  applicant  and  lessee,  on 
behalf  of  Messmore  Kendall,  owner, 
to  permit  in  a  business  use  district  the 
extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles 
and  the  erection  of  a  building  for  a 
bus  terminal ;  premises  236-250  West 
51st  street,  south  side,  100  ft.  east  of 
8th  avenue  and  237-247  West  50th 
street  (Block  No.  1022,  Lot  Nos.  54 
to  60  inclusive,  5,  6,  8,  9  and  part  of 
Lot  No.  10),  Borough  of  Manhattan. 

cal.  no.  19-36-BZ — Application,  January  30,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Empire  State  Lines,  Inc., 
applicant,  on  behalf  of  S.  J.  Reckford, 
et  al.,  owners,  to  permit  in  a  business 
use  district  the  storage  and  parking  of 
more  than  five  (5)  motor  vehicles  as  a 
bus  terminal ;  premises  555-557  West 
167th  street  and  1142-1144  St.  Nicholas 
avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  27,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

349-35-BZ. 

APPLICANT — Bulkley  &  Horton  Company,  for  T.  A. 
Clarke  Co.,  and  Gulf  Refining  Co.,  owners. 

PREMISES — 1119-1143  Atlantic  avenue  and  1296-1312 
Bedford  avenue,  northwest  corner  (Block  No. 
2022,  Lot  Nos.  1  and  37),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an 
existing  gasoline  service  station. 

359-35-BZ.  I'  “• 

APPLICANT — Louis  Danancher,  for  John  L.  Quenzer, 
owner. 

PREMISES — 172-01  Grand  Central  parkway  and  82-11 
172nd  street,  northeast  corner  (Block  No.  7050, 
Lot  No.  1),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 


TO  PERMIT  in  a  residence  use  “F”  area  district  the  erec¬ 
tion  of  a  porch  within  the  15  ft.  set  back  required 
by  the  building  zone  resolution. 

67-36-BZ. 

APPLICANT — Thomas  J.  Donovan,  for  Louisa  Mingino, 
John  Farrell,  Bridget  Farrell,  Edwin  Construction 
Co.,  Inc.,  and  Jaace  Realty  Co.,  Inc.,  owners. 

PREMISES — 103-105  Crown  street,  north  side,  280  ft. 
west  of  Bedford  avenue  (Block  No.  1287,  Lot  Nos. 
61,  62,  63,  66,  67  and  68),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  and  com¬ 
bination  of  two  (2)  existing  garages  for  more 
than  five  (5)  motor  vehicles  by  the  inclusion  of  a 
forty  (40)  foot  plot  in  between  them. 


APRIL  28,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
28,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  234-35-BZ — Application,  September  4,  1935 ;  dis¬ 
missed  for  lack  of  prosecution  October 
29,  1935 ;  reopened  and  restored  to  cal¬ 
endar  March  10,  1936,  under  section  21 
of  the  building  zone  resolution,  of 
Larry  Meltzer,  applicant,  on  behalf  of 
Katie  Kirshenbaum,  owner,  to  permit 
in  a  residence  use  “D”  area  district  the 
erection  and  maintenance  of  a  one- 
story  one-car  private  garage;  premises 
1065  Hopkinson  avenue  and  1360-1370 
Linden  boulevard,  southeast  corner 
(Block  No.  3641,  Lot  No.  28),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  2-36-BZ — Application,  January  3,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Max  Dreyfuss,  applicant,  on  behalf 
of  Romabe  Realty  Corporation,  owner, 
to  permit  in  a  residence  use  “F”  area 
district  the  erection  and  maintenance 
of  a  multiple  dwelling  not  conforming 
with  the  requirements  of  the  building 
zone  resolution  as  to  set  back  from  the 
building  line  and  as  to  area;  premises 
83-02  to  83-10  Parsons  boulevard  and 
150-54  to  150-62  Grand  Central  park¬ 
way,  southwest  corner  (Block  No.  2601 
(6717) ,  Lot  Nos.  96  and  99),  Jamaica, 
Borough  of  Queens. 

cal.  no.  28-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Paul  Miller,  applicant,  on  be¬ 
half  of  Revelation  Realty  Corp., 
owner,  to  permit  in  a  business  district 
the  change  of  occupancy  of  an  existing 
building  to  a  motor  vehicles  repair 
shop;  premises  3112  Jerome  avenue, 
east  side,  20  ft.  south  of  East  204th 
street  (Block  No.  3321,  Lot  No.  35), 
Borough  of  The  Bronx. 

cal.  no.  296-35-BZ— Application,  October  25,  1935,  under 
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section  7 h  of  the  building  zone  resolu-  cal. 
tion,  of  William  Pechter,  applicant,  on 
behalf  of  Monroe  Realty  and  Mort¬ 
gage  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a 
temporary  period  of  two  (2)  years; 
premises  1751-1767  Coney  Island  ave¬ 
nue,  east  side,  165  ft.  south  of  Avenue 
N  (Block  No.  6749,  Lot  Nos.  83,  86 
and  89),  Borough  of  Brooklyn. 


no.  604-31-BZ — Application  of  Glynn,  Smith  and 
Nairns,  applicants,  on  behalf  of  Four 
Nassau  Realty  Corporation,  owner,  re¬ 
opened  February  4,  1936,  under  section 
21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  60-16  Main 
street,  northwest  corner  of  Nassau 
boulevard  (Block  No.  6382,  Lot  No, 
25),  Flushing,  Borough  of  Queens. 


cal.  no.  32-36-BZ — Application,  February  17,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jerome  Eisner,  applicant,  on 
behalf  of  Annie  T.  Matthies,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  business 
building  (stores)  ;  premises  2196  Grand 
Concourse,  east  side,  166.60  ft.  south 
of  East  182nd  street  (Block  No.  3157, 
Lot  No.  23),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  28,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

58-36-A — 79-91  Wythe  avenue,  79-95  North  10th  street, 
northeast  corner  and  80-98  North  11th  street 
(Block  No.  2296,  Lot  No.  1),  Borough  of 
Brooklyn. 

63-36- A — 2018-2032  Stillwell  avenue  and  2559-2563  86th 
street,  northwest  corner  (Block  No.  6860,  Lot 
No.  28),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  April 
28,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

c^al.  no.  93-33-BZ — Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  T.  H.  Fraser  Mort¬ 
gage  Corp.,  owner,  reopened  January 
21,  1936,  under  section  7c  of  the 
building  zone  resolution,  to  permit 
partly  in  an  unrestricted  district  and 
partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  246-250  At¬ 
lantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of 
Brooklyn. 

cal.  no.  336-35-BZ — Application,  November  23,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Stein  and  Wiener,  applicants, 
substituted  for  Abraham  M.  Schwartz, 
on  behalf  of  Sarah  Gordon,  owner,  to 
permit  in  a  business  district  the  change 
of  occupancy  of  an  existing  building  to 
a  motor  vehicle  repair  shop;  premises 
3312  Boston  road,  east  side,  208.15  ft. 
north  of  Gun  Hill  road  (Block  No. 
4732,  Lot  No.  12),  Borough  of  The 
Bronx. 


cal.  no.  4-36-BZ — Application,  January  7,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants, 
on  behalf  of  Julius  Bichovsky,  owner, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  133-54  Lef- 
ferts  boulevard,  northwest  corner  of 
135th  (Dumont)  avenue  (Block  No. 
2580,  Lot  No.  1),  Richmond  Hill,  Bor¬ 
ough  of  Queens. 

cal.  no.  20-36-BZ — Application,  January  31,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  James  A.  Trow¬ 
bridge,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  101  East  108th  street 
and  1481-1483  Park  avenue,  northeast 
corner  (Block  No.  1636,  Lot  No.  1), 
Borough  of  Manhattan. 

cal.  no.  335-35-BZ — Application,  November  22,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Paul  R.  Silverstein, 
applicant,  on  behalf  of  Anna  Gidseg, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
warehouse,  garage  for  five  (5)  motor 
vehicles  and  loading  platform ;  prem¬ 
ises  167-02  to  167-09  108th  road,  north 
side,  117  ft.  5  in.  west  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica, 
Borough  of  Queens. 

cal.  no.  338-35-BZ — Application,  November  26,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jr., 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  4.  1936,  AT  2  P.  M. 

Building  Zone  Cases 

101-32-BZ. 

APPLICANT — Samuel  Greenbaum,  for  Thema  Rosen, 
owner. 


CALENDAR 


PREMISES — 2871  Bailey  avenue,  west  side,  107.59  ft. 
south  of  West  230th  street  (Block  No.  3264,  Lot 
Nos.  70  and  79),  Borough  of  The  Bronx. 

APPLICATION,  under  7h  of  the  building  zone  resolution 
(reopened  February  18,  1936), 

TO  PERMIT  in  a  business  district  for  a  period  not  greater 
than  two  (2)  years,  the  parking  or  storage  of 
more  than  five  (5)  motor  vehicles  on  a  lot  or  plot 
unbuilt  upon. 

31-36-BZ. 

APPLICANT — Adam  Koser,  for  John  Benson,  owner. 

PREMISES — 631  Henderson  avenue  and  169  Elm  street, 
northeast  corner  (Block  No.  157,  Lot  No.  170), 
West  New  Brighton,  Borough  of  Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  building  having  stores  on  the 
first  story  and  dwellings  above. 

38-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Broad  Holding 
Corporation,  owner. 

PREMISES — 32-01  Utopia  parkway,  southwest  corner  of 
Cross  Island  boulevard  (Block  No.  4939,  Lot  No. 
1),  Bayside,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


MAY  5,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

65-36-A — 350-352  Third  avenue,  west  side,  26  ft.  8  in.  south 
of  East  26th  street  (Block  No.  881,  Lot  Nos. 
45  and  46),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May 
5,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  293-31-BZ — Application  of  J.  &  V.  Beach  Holding 
Corporation,  applicant  and  owner,  re¬ 
opened  April  14,  1936,  for  considera¬ 
tion  as  to  extension  of  permit — re 


Application,  previously  granted  under 
section  7f  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station  for  a  temporary 
period ;  premises  southeast  corner  of 
Layton  avenue  and  Shore  drive  (Block 
No.  5467,  Lot  No.  1),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  12,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May 
12,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  : 

cal.  no.  410-31-BZ — Application  of  Edward  L.  Kelly,  ap¬ 
plicant,  on  behalf  of  Louise  De  Vito, 
owner,  reopened  April  14,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  previously  granted 
under  section  7f  of  the  building  zone 
resolution,  permitting  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  for  a  tem¬ 
porary  period  ;  premises  175-14  Horace 
Harding  boulevard,  south  side,  117.71 
ft.  west  of  Utopia  parkway  (Block  No. 
2661,  Lot  No.  26),  Flushing,  Borough 
of  Queens. 

cal.  no.  46-33-BZ— Application  of  Alex  Litman,  applicant 
and  owner,  reopened  April  14,  1936, 
for  consideration  as  to  extension  of 
permit  —  re  Application,  previously 
granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  use  and  mainte¬ 
nance  of  a  plot  of  ground  for  parking 
space  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period; 
premises  south  side  of  Edgemere  ave¬ 
nue,  from  Beach  52nd  street  to  Beach 
53rd  street  (Block  No.  343,  Lot  No. 
45),  Edgemere,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered),  50c  (leather  bound)  ;  by  mail,  three  cents 
per  copy  must  be  added  for  postage. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  thev  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  APRIL  14,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  March  31,  1936  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  March  31,  1936,  were  approved  as  printed  in  Bulletin 
No.  14,  Volume  XXL 


BUILDING  ZONE  CASES 

93-33-BZ. 

APPLICANT— John  J.  Beatty,  for  T.  H.  Frazer  Mortgage 
Corporation,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  reopened  January  21,  1936,  under 
section  7c  of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  an  unrestricted  district  and  partly  in 
a  business  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED — 246-250  Atlantic  avenue,  south¬ 
west  corner  of  Boerum  place  (Block  278,  Lot  Nos. 
38,  39  and  40),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  J.  Beatty. 

For  Opposition:  R.  S.  Hardy  and  J.  F.  X. 

Masterson. 

ACTION  OF  BOARD— Laid  over  to  April  28,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


336-35-BZ. 

APPLICAN1 — Stein  and  Wiener,  substituted  for  Abra- 
ham  M.  Schwartz,  for  Sarah  Gordon,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to  a 
motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 3312  Boston  road,  east  side, 
208.15  ft.  north  of  Gun  Hill  road  (Block  No.  4732, 
Lot  No.  12),  Borough  of  The  Bronx. 

APPEARANCES— 


For  Applicant :  Hyman  Wiener  and  Charles  Fein- 
stein. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


604-31-BZ. 

APPLICANT — Glynn,  Smith  and  Nairns,  for  Four  Nassau 
Realty  Corp.,  owner. 

I  SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station  (reopened  February  4,  1936). 

PREMISES  AbFECTED — 60-16  Main  street,  northwest 
corner  of  Nassau  boulevard  (Block  No.  6382,  Lot 
No.  25),  Flushing,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Alfred  E.  Smith,  Jr.,  Charles  S. 

Nairs  and  Nicholas  F.  Dyruff. 

For  Opposition:  None. 


ACTION  OF  BOARD — Laid  over  to  April  28,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


4-36-BZ. 

APPLICANT — Samuels  &  Samuels,  for  Julius  Bichovsky, 
owner. 

SUB JEC I — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 133-54  Lefferts  boulevard, 
northwest  corner  of  135th  avenue  (Dumont  ave¬ 
nue)  ;  (Block  No.  2580,  Lot  No.  1),  Richmond 
Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Archie  Samuels. 

For  Opposition:  W.  F.  Dailey  and  Ferdinand 
Fetzner. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu- 
argument. 


20-36-BZ. 

APPLICANT — Samuels  &  Samuels,  for  James  A.  Trow¬ 
bridge,  Jr.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 101  East  108th  street  and  1481  - 
1483  Park  avenue,  northeast  corner  (Block  No. 
1636,  Lot  No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Archie  Samuels. 

For  Opposition  :  Arthur  J.  Sessa,  Leo  E.  Wolff 
and  Lilly  Sarmenshein. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu- 
argument. 

335-35-BZ. 

APPLICANT — Paul  R.  Silverstein,  for  Anna  Gidseg, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  a  ware¬ 
house,  garage  for  five  (5)  motor  vehicles  and 
loading  platform. 

PREMISES  AFFECTED— 167-03  to  167-09  108th  road, 
north  side,  117  ft.  5  in.  west  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant :  Paul  R.  Silverstein. 

For  Opposition  :  Gerard  Herzog. 

AC  1  ION  OF  BOARD — Laid  over  to  April  28,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


Adjourned,  12:20  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  APRIL  14,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

18-36-BZ. 

APPLICANT — Capitol  Theatre  Bus  Terminal,  Inc.  (les¬ 
see),  for  Messmore  Kendall,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c,  7e  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles  and  the 
erection  of  a  building  for  a  bus  terminal. 

PREMISES  AFFECTED— 236-250  West  51st  street,  south 
side,  100  ft.  west  of  8th  avenue  and  237-247  West 
50th  street  (Block  No.  1022,  Lot  Nos.  54  to  60 
inch,  5,  6,  8,  9  and  part  of  Lot  No.  10),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  Bernard  Sobol. 

For  Opposition:  Benjamin  Millstein. 

ACTION  OF  BOARD — Laid  over  to  April  21,  1936,  at  2 
p.m,,  for  further  consideration  by  the  board. 


33 8-35-BZ. 

APPLICANT — George  Alexander,  Jr.,  for  Avenue  D 
Building  Co.,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing  building  to  a 
motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 1599-1609  Flatbush  avenue, 
southeast  corner  of  Avenue  H,  802  East  32nd 
street  (Block  No.  7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Joseph  M.  Lonergan. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1936,  at  2 
p.m.,  on  request  of  applicant. 


19-36-BZ. 

APPLICANT — Empire  State  Lines,  Inc.,  for  S.  J.  Reek- 
ford,  et  al.,  Executors  for  Estate  of  L.  J.  Reckford, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  storage  and  parking  of  more  than  five 
(5)  motor  vehicles  as  a  bus  terminal. 

PREMISES  AFFECTED— 555-557  West  167th  street  and 
1142-1144  St.  Nicholas  avenue,  northeast  corner 
(Block  No.  2124,  Lot  Nos.  40  and  41),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant :  Gilbert  Lazarus. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  April  21,  1936,  at  2 
p.m.,  for  further  consideration  by  the  board. 


293-3 1-BZ. 

APPLICANT — J.  &  V.  Beach  Holding  Corp.,  owner. 


SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  under  section  7f  of  the  building 
zone  resolution,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — Southeast  corner  of  Shore 
drive  and  Layton  avenue  (Block  No.  5467,  Lot 
No.  1),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  May  5,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


410-31-BZ. 

APPLICANT — Edward  L.  Kelly,  for  Louise  De  Vito, 

owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  under  section  7f  of  the  building 
zone  resolution,  permitting  partly  in  a  business 
district  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 175-14  Horace  Harding  boule¬ 
vard,  south  side,  117.71  ft.  west  of  Utopia  park¬ 
way  (Block  No.  2661,  Lot  No.  26),  Flushing,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant :  Edward  L.  Kelly. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  May  12,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  .  0 

Absent  .  0 


46-33-BZ. 

APPLICANT — Alex  Litman,  owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  business  district 
the  use  and  maintenance  of  a  plot  of  ground  for 
parking  space  for  more  than  (5)  motor  vehicles 
for  a  temporary  period. 

PREMISES  AFFECTED — South  side  of  Edgemere  ave¬ 
nue,  from  Beach  52nd  street  to  Beach  53rd  street 
(Block  No.  343,  Lot  No.  45),  Edgemere,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant :  Alex  Litman  and  Julius  Apple- 
baum. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  May  12,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 
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279-35-BZ. 

APPLICANT — James  Felton  and  Joseph  Felton,  for 
Abring  Realty  Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7f  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district 
the  change  of  occupancy  of  an  existing  building 
to  a  junk  yard  (auto  wrecking). 

PREMISES  AFFECTED — 79-41  Central  avenue  (Cooper 
avenue),  north  side,  56.15  ft.  east  of  Graeme  avenue 
(Block  No.  2711,  Lot  No.  56),  Middle  Village, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROSECU¬ 
TION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(279-35-BZ) 

Whereas,  this  application  affecting  premises  79-41  Cen¬ 
tral  (Cooper)  avenue,  north  side,  56.15  feet  east  of  Graeme 
avenue  (Block  No.  2711,  Lot  No.  56),  Middle  Village, 
Borough  of  Queens,  was  filed  with  the  board  on  October 
11,  1935 ;  and 

Whereas,  although  the  applicant  was  notified  to  com¬ 
plete  his  papers,  he  failed  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


326-35-BZ. 

APPLICANT — Lama  &  Proskauer,  for  Isaac  Schachne, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 208  Boerum  street  and  296 
Bushwick  avenue,  southwest  corner  (Block  No. 
3081,  Lot  Nos.  15  and  16),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition :  David  D.  Reibstein. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(326-35-BZ) 


Whereas,  Lama  and  Proskauer,  for  Isaac  Schachne, 
owner,  filed  November  12,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service  station ; 
premises :  208  Boerum  street  and  296  Bushwick  avenue, 
southwest  corner  (Block  No.  3081,  Lot  Nos.  15  and  16), 
Borough  of  Brooklyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  14,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the. build¬ 
ing  zone  resolution  show  that  Boerum  street  is  in  a  busi¬ 
ness  and  unrestricted  district;  Bushwick  avenue  is  in  an 


unrestricted  and  business  district ;  Bushwick  place  is  in  an 
unrestricted  district  and  McKibben  street  is  in  an  unre¬ 
stricted  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  12,  1935,  re  App.  No.  10908-1935,  reads: 

“Proposed  gasoline  service  station  to  be  located  in  a 
business  use  district  is  contrary  to  Art.  II,  Sect.  4-A 
of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  60  ft.  on  Bushwick  avenue  and  50  ft.  on 
Boerum  street,  upon  which  it  is  proposed  to  erect  a  one- 
story  structure  56  ft.  by  24  ft.,  irregular  in  area,  to  be  used 
as  a  lubritorium,  auto  laundry  and  office  and,  also,  to  install 
the  necessary  tanks  and  pumps  for  a  gasoline  service  sta¬ 
tion  ;  and 

Whereas,  the  premises  in  question  were  the  subject  of 
an  inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing,  and  which  report 
follows : 

REPORT  OF  COMMITTEE 
Re :  Cal.  No.  326-35-BZ. 

Premises  208  Boerum  street,  296  Bushwick  avenue, 
southwest  corner  (Block  No.  3081,  Lot  Nos.  15  and 
16),  Borough  of  Brooklyn. 

April  9,  1936. 

This  is  an  application  for  a  zoning  variance  under 
section  21  to  permit  the  premises  at  the  southwest  cor¬ 
ner  of  Boerum  street  and  Bushwick  avenue  to  be  occu¬ 
pied  as  a  gasoline  service  station.  The  premises  and 
the  adjoining  area  were  inspected  by  a  committee  of 
the  board  on  March  26,  1936. 

In  the  opinion  of  the  committee,  the  site  can  be  used 
for  a  conforming  use  and  a  gasoline  station  would  at 
this  site  be  a  deterrent  influence  toward  the  improve¬ 
ment  of  this  section  and  discourage  the  rehabilitation 
of  nearby  buildings.  There  is  a  playground  being  es¬ 
tablished  immediately  opposite  and  a  gasoline  station 
would  increase  the  hazard  to  children.  The  unre¬ 
stricted  district  is  nearby  along  Bushwick  avenue  where 
a  gasoline  station  can  legally  be  placed. 

The  committee  recommends  denial. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  this  report  recommends  the  denial  of  this 
application  and  the  board  deemed  that  applicant  has  failed 
to  substantiate  the  bases  of  his  application  under  section 
21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


351-35-BZ. 

APPLICANT — Jerrold  Kane,  for  Camager  Corporation, 
owner. 

SUBJECT — -Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution  to  permit  in  a  business  district  the 
maintenance  of  a  parking  space  for  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — 35-40  Junction  boulevard,  west 
side,  100.8  ft.  north  of  37th  avenue  (Block  No. 
1469,  Lot  Nos.  1  and  26),  Corona,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Jerrold  Kane  and  Charles  J.  Mc¬ 
Donough. 

For  Opposition :  Isidor  Mates. 

ACTION  OF  BOARD — Application  granted  on  condition. 
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THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(351-35-BZ) 

Whereas,  Jerrold  Kane,  for  Camager  Corporation, 
owner,  filed  December  13,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  maintenance  of  a  parking  space  for  more  than  five  (5) 
motor  vehicles;  premises:  35-40  Junction  boulevard,  west 
side,  100.8  ft.  north  of  37th  avenue  (Block  No.  1469,  Lot 
Nos.  1  and  26),  Corona,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meetin,  April  14,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Junction  boulevard  is  in  a 
business  district ;  95th  street  is  in  a  residence  and  business 
district ;  35th  avenue  is  in  a  residence  and  business  district 
and  37th  avenue  is  in  a  business  district ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  14,  1935,  re  No.  4311,  reads: 

“Your  application  for  a  certificate  of  occupancy  to 
use  premises,  west  side  Junction  avenue,  100  ft.  north 
of  37th  avenue,  Corona,  as  a  parking  space  for  more 
than  five  motor  vehicles  is  hereby  disapproved  as  being 
contrary  to  subdivision  15  of  section  4  of  the  Zone 
Resolution  as  amended  June  28,  1936.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  420  ft.  on  Junction 
boulevard  a  distance  of  430  ft.  along  the  west  lot  line  and 
100  ft.  along  the  north  lot  line.  An  irregular  area  at  the 
westerly  part  of  the  plot  is  in  a  business  use  district.  Pro¬ 
poses  to  use  that  portion  of  the  plot  lying  within  the 
business  use  district  for  parking  more  than  five  motor 
vehicles  for  a  temporary  period  of  two  years ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  report  of  which  inspec¬ 
tion  was  read  at  the  hearing  and  which  report  follows : 

REPORT  OF  COMMITTEE 
Re:  Cal.  No.  351-35-BZ. 

Premises  35-40  Junction  boulevard,  west  side,  100  ft. 
north  of  37th  avenue,  Corona,  Borough  of  Queens. 

April  9,  1936. 

The  zoning  variance  desired  is  for  parking  on  that 
portion  of  the  plot  in  the  business  use  area  for  a  term 
of  two  (2)  years  under  section  7,  subdivision  H.  The 
entire  plot,  extending  in  the  rear  into  a  residence  zone, 
has  been  used  for  some  time  for  parking  and  the  plot 
is  vacant  except  for  the  parking  use  and  a  small  office 
building  for  the  manager. 

The  objections  filed  are  in  the  opinion  of  the  com¬ 
mittee,  which  inspected  the  site  and  the  surrounding 
area  on  March  26th,  not  substantial.  The  owners  of 
apartments  in  the  rear  have  withdrawn  their  objection 
and  they  would  appear  to  be  the  owner  most  affected. 
There  are  no  public  garages  within  a  reasonable  dis¬ 
tance,  and  it  would  appear  that  to  continue  this  park¬ 
ing  use  would  not  only  not  do  anyone  any  harm  but 
would  provide  a  very  necessary  accommodation  for 
car  owners  in  the  vicinity.  The  manner  in  which  the 
parking  space  is  operated  appears  to  be  well  ordered. 

The  committee  recommends  that  the  application  be 
granted  under  7-H  for  that  portion  of  the  plot  within 
the  business  use  district  with  conditions  requiring  a 
substantial  fence  to  be  constructed  along  the  interior 
lot  lines ;  the  plot  graded  substantially  level ;  a  con¬ 
crete  curbing  12  in.  high  erected  along  the  building  line 


with  two  (2)  openings  and  curb  cuts  twenty  (20)  feet 
in  width  for  ready  access  and  exit;  general  illumina¬ 
tion  to  be  restricted  to  post  standards  with  one  light 
each  with  metal  reflector,  reflecting  downwardly  and 
toward  the  parking  area,  excluding  present  strings  of 
lamps ;  that  a  plan  be  filed  showing  parking  spaces  and 
lanes  to  be  maintained ;  that  only  such  motor  vehicles 
be  stored  or  parked  as  are  in  good  mechanical  condi¬ 
tion,  capable  of  operation ;  that  toilet  facilities  be  pro¬ 
vided  ;  that  no  advertising  be  permitted  other  than  one 
sign  attached  to  the  office  building,  advertising  only 
that  parking  facilities  are  offered ;  that  such  portable 
fire  extinguishers  be  provided  as  the  administrative 
official  shall  direct ;  that  no  repairing  be  carried  on 
and  no  sales  of  gasoline  or  oil. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  this  report  recommended  that  the  application 
be  granted  under  section  7-H  of  the  building  zone  resolu¬ 
tion  for  a  period  of  two  years,  subject  to  such  conditions 
and  restrictions  as  recommended  in  its  report;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  the  basis  of  his  appeal  under  section  7,  subdivi¬ 
sion  H. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-H  thereof  for  a  period  of  two  years,  subject  to  such 
conditions  as  the  board  deems  desirable  to  impose  carrying 
out  the  recommendation  of  the  committee,  upon  the  filing 
by  the  applicant  of  a  plan  showing  the  arrangements  and 
conditions  as  recommended ;  that  such  plan  shall  be  filed 
within  two  weeks  from  this  date. 


74-33-BZ. 

APPLICANT — Charles  E.  Murphy,  for  Packard  Motor 
Car  Company  of  New  York,  owner. 

SUBJECT — Application  reopened  March  24,  1936,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
January  9,  1934,  as  to  the  conditions  imposed 
therein — re  Application  (decision  of  the  commis¬ 
sioner  of  buildings)  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  (partly)  in  a  busi¬ 
ness  district  and  paitly  in  a  residence  district,  the 
conversion  of  a  building  to  a  garage  for  more  than 
five  (5)  motor  vehicles  for  a  temporary  period. 

PREMISES  AFFECTED — 4650-4664  Broadway  and  2-16 
Sherman  avenue,  northeast  corner  (Block  No. 
2175,  Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Charles  E.  Murphy. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(74-33-BZ) 

Whereas,  this  application  affecting  premises  4650-4664 
Broadway  and  2-16  Sherman  avenue,  northeast  corner 
(Block  No.  2175,  Lot  No.  1),  Borough  of  Manhattan,  was 
granted  by  the  board  January  9,  1934,  for  a  temporary 
period  on  certain  conditions,  resolution  amended  February 
14,  1934,  and  owner,  through  his  attorney,  requested  an  ex¬ 
tension  of  the  temporary  period. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  on  January  9,  1934, 
only  so  far  as  it  has  reference  to  the  permit  for  which  the 
zoning  variance  is  granted,  so  that  as  amended  this  portion 
of  the  resolution  will  read : 

“Granted  for  a  period  of  five  years  from  the  date 
of  this  amended  resolution,  on  condition  that  other 
than  as  amended  herein  and  as  amended  by  resolution 
of  February  14,  1934,  the  conditions  of  the  resolution 
of  January  9,  1934,  shall  be  complied  with  in  all  re¬ 
spects.” 


98-30-BZ. 

APPLICANT — L.  B.  Gatchell,  for  Colonial  Beacon  Oil 
Co.,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 1180-1188  Myrtle  avenue  and 
664-668  Bushwick  avenue,  southwest  corner  (Block 
No.  3194,  Lot  No.  24),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Joseph  B.  Lynch. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(98-30-BZ) 

Whereas,  this  application  affecting  premises  1180-1188 
Myrtle  avenue  and  664-668  Myrtle  avenue  (Block  No.  3194, 
Lot  No.  24),  Borough  of  Brooklyn,  was  granted  by  the 
board  July  IS,  1933,  resolution  amended  January  23,  1934; 

and 

Whereas,  the  resolution  was  further  amended  March  S, 
1935,  March  26,  1935  and  June  18,  1935,  but  these  amend¬ 
ments  have  been  rescinded. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  18,  1933,  as  amended  by  resolution  adopted  January 
23,  1934,  be  and  it  hereby  is  amended  as  follows : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21,  on  condition  that  the  proposed  gaso¬ 
line  selling  station  shall  be  arranged  substantially  as 
shown  on  revised  plans  marked  ‘Received  April  9, 
1936’;  that  all  buildings  now  on  the  premises  shall  be 
removed  and  the  plot  levelled  substantially  to  the  grade 
of  the  surrounding  streets ;  that  there  shall  be  con¬ 
structed  on  the  interior  lot  lines  continuously  from 
Bushwick  avenue  to  Ditmars  street  a  wall  constructed 
of  masonry  and  suitably  coped  with  face  brick  to  a 
height  of  two  feet  above  grade  and  balance  stuccoed, 
with  exterior  wall  similarly  constructed  where  open 
to  view,  except  that  where  this  wall  meets  the  building 
line  of  Bushwick  avenue  Ditmars  street  it  may  be 
constructed  at  a  height  of  4  ft.  and  graduated  up  at 
the  rate  of  one  foot  in  four  to  the  7  ft.  height ;  that 
the  accessory  building  shall  be  located  toward  the 
southerly  portion  of  the  plot  as  indicated  and  shall  not 
exceed  one  story  in  height ;  that  this  accessory  building 
shall  be  constructed  of  incombustible  materials,  except 
that  the  roof  boarding,  door  frames  and  doors,  except 
exterior  door  to  boilerrom,  may  be  of  wood,  provided 
that  the  roof  weather  surfacing  is  of  non-inflammable 
material  and  the  ceilings  throughout  are  fire-retarded 
in  accordance  with  the  Rules  of  the  Board  of  Stand¬ 


ards  and  Appeals ;  that  there  shall  be  no  windows 
opening  in  the  lot  line  wall  to  adjacent  premises;  that 
the  boilerroom  shall  be  entirely  separated  from  the 
balance  of  the  building  with  fireproof  construction  with 
access  door  from  the  exterior  only;  that  the  accessory 
buildings  shall  be  faced  with  face  brick  for  a  height 
of  at  least  2  ft.  and  stucco  above  and  of  the  general 
arrangement  and  design  as  indicated  on  revised  plans 
marked  ‘Received  April  9,  1936’ ;  that  the  section  con¬ 
taining  greasing  pits  may  have  overhead  doors,  pro¬ 
vided  that  a  pit  ventilating  system  is  installed  with 
ducts  to  roof  as  indicated  on  plans ;  motor  be  of  spark 
and  vapor-proof  type;  that  there  shall  be  no  open 
flame  permitted  on  the  premises  other  than  the  heat¬ 
ing  system,  which  may  include  an  approved  oil  burner ; 
that  there  shall  be  erected  along  the  building  line  of 
Ditmars  street  and  Mjrtle  avenue  and  the  present 
building  line  of  Bushwick  avenue  a  reinforced  concrete 
curb  not  less  than  12  in.  in  width  and  not  less  than 
5  in.  in  height  with  rounded  top  continuously  except 
for  four  openings  as  shown,  namely,  one  25-ft.  open¬ 
ing  to  Ditmars  street,  one  30-ft.  and  one  35-ft.  to 
Myrtle  avenue  and  one  30-ft.  to  Bushwick  avenue; 
that  opposite  these  openings  there  may  be  curb  cuts 
not  exceeding  35  ft.  each  on  Myrtle  avenue  and  30  ft. 
each  on  Bushwick  avenue  and  Ditmars  street;  that  no 
part  of  any  opening  on  building  line  shall  be  nearer 
than  5  ft.  from  either  side  of  building  line ;  that  where 
not  covered  by  accessory  building  walls  and  curbs  the 
entire  plot  shall  be  paved  with  concrete  or  Colprovia ; 
except  two  areas  shown  adjacent  to  accessory  build¬ 
ing,  which  shall  be  maintained  as  grass  plots  with 
shrubs;  that  the  sidewalk  adjoining  premises  shall  be 
newly  concreted ;  that  gas  pumps  erected  shall  be  not 
nearer  than  16  ft.  to  the  building  line  of  Ditmars  street 
and  Myrtle  avenue  and  not  nearer  than  30  ft.  to  the 
present  building  line  on  Bushwick  avenue;  that  there 
shall  be  no  portable  gasoline  pumps  used  on  or  from 
the  property ;  that  advertising  signs  shall  be  limited  to 
the  illuminated  globes  of  the  gasoline  pumps  and  to 
permanent  flat  signs  attached  to  the  facades  of  acces¬ 
sory  buildings  and  to  two  post  standards  erected  within 
the  building  line  each  to  carry  a  sign  which  may  be 
illuminated,  advertising  only  the  brand  of  gasoline  on 
sale,  which  signs  may  extend  beyond  the  building  line 
for  a  distance  of  not  more  than  5  ft. ;  that  general 
illumination  may  be  by  means  of  flood  lights  attached 
to  post  standards  within  the  building  line  and  arranged 
to  shine  downwardly  so  as  to  avoid  nuisance  to  adjoin¬ 
ing  owners  at  night ;  that  no  motor  vehicle  repairing 
shall  be  carried  on  on  the  premises  and  no  parking  of 
cars  other  than  those  being  serviced;  that  complete 
working  drawings  shall  be  filed  with  and  approved  by 
the  chairman  in  behalf  of  the  board  before  same  are 
filed  with  the  commissioner  of  buildings ;  that  all  work 
shall  be  completed  within  one  year  from  the  date  of 
this  amended  resolution.” 


74-35-BZ. 

APPLICANT — Charles  B.  Meyers,  for  Zex  Realty  Cor¬ 
poration,  owner. 

SUBJECT— Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and  also,  a  gasoline 
service  station. 

PREMISES  AFFECTED— 2475-2481  Flatbush  avenue, 
northeast  corner  of  Avenue  U  (Block  No.  8543, 
Lot  No.  3),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  George  L.  Wills. 

ACTION  OF  BOARD — Reopened  and  time  extended. 
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THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  qnd  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . 0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(74-3S-BZ) 


Whereas,  this  application  affecting  premises  2475-2481 
Flatbush  avenue,  northeast  corner  of  Avenue  U  (Block 
No.  8543,  Lot  No.  3),  Borough  of  Brooklyn,  was  granted 
by  the  board  June  18,  1935,  on  certain  conditions,  time  ex¬ 
tended  September  24,  1935,  to  complete  drawings ;  and 
applicant  requested  a  further  extension  of  the  time  to 
submit  drawings. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  June  18,  1935,  only  so  far 
as  it  has  reference  to  the  duration  of  time  for  the  submis¬ 
sion  of  working  drawings  so  that  as  amended  this  portion 
of  the  resolution  will  read : 

“That  working  drawings  shall  be  submitted  for  ap¬ 
proval  prior  to  filing  with  commissioner  of  buildings 
within  six  months  from  the  date  of  this  amended  reso¬ 
lution,  on  condition  that  other  than  as  amended  herein 
the  resolution  adopted  by  the  board  on  July  18,  1935, 
shall  be  complied  with  in  all  respects.” 


662-30-BZ. 

APPLICANT — Vincent  J.  Bensi,  for  Elvira  Pizzo,  owner. 

SUBJECT — Application  for  reopening— extension  of  time 
— re  Application  (decision  of  the  superintendent 
of  buildings)  under  sections  7g  and  21  of  the 
building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 37  Jackson  street  and  645-651 
Lorimer  street,  west  side,  25  ft.  north  of  Jackson 
street  (Block  No.  2741,  Lot  Nos.  31,  32,  33  and 
36),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Vincent  J.  Bensi. 

ACTION  OF  BOARD — Reopened  and  time  extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(662-30-BZ) 


Whereas,  this  application  affecting  premises  37  Jackson 
street  and  645-651  Lorimer  street,  west  side,  25  ft.  north 
of  Jackson  street  (Block  2741,  Lot  Nos.  31,  32,  33  and  36), 
Borough  of  Brooklyn,  was  granted  by  the  board  July  7, 
1931,  on  certain  conditions,  time  extended  April  19,  1932, 
May  9,  1933,  April  10,  1934  and  April  9,  1935,  and  applicant 
requests  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  7,  1931,  in  view  of 
applicant’s  statement  that  all  permits  have  been  obtained 


and  a  certain  amount  of  foundation  work  completed,  to 
extend  the  time  within  which  to  complete  all  work  to  one 
year  from  the  date  of  this  amended  resolution;  that  other 
than  as  amended  herein,  the  resolution  adopted  by  the 
board  on  July  7,  1931,  shall  be  complied  with  in  all  respects. 


1053-27-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  H.  J.  Rogers 
Realty  Corp.,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  granted  on  condition  under  sections  7a 
and  21  of  the  building  zone  resolution,  permitting 
in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 665-687  Rogers  avenue  and 
208-222  Clarkson  avenue,  southeast  corner  (Block 
No.  5066,  Lot  No.  11),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Edwin  H.  Snackenberg. 

For  Administration:  Asst.  Eng.  Benjamin  Saltz- 
man,  Department  of  Buildings. 

ACTION  OF  BOARD — Reopened  and  resolution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
er  Blum  and  Assistant  Chief  Walsh .  3 

Negative :  Commissioner  Savage  .  1 

Absent  .  0 

THE  RESOLUTION— 

(1053-27-BZ) 

Whereas,  this  application  affecting  premises  665-687 


Rogers  avenue  and  208-222  Clarkson  avenue  (Block  No. 
5066,  Lot  No.  11),  Borough  of  Brooklyn,  was  granted  by 
the  board  March  13,  1928,  on  certain  conditions,  resolution 
amended  December  4,  1928,  and  owner,  through  his  agent, 
requested  a  further  amendment ;  and 

Whereas,  the  resolution  of  the  board  of  December  4, 
1928,  reads : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  structure  shall  not  exceed  two  stories 
in  height  above  grade,  shall  be  fireproof  throughout 
and  shall  have  a  roof  of  flat  design  and  construction; 
that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length ;  that  there 
shall  be  no  vehicular  opening  on  the  Rogers  avenue 
front,  and  that  not  more  than  one  door  opening,  3  ft. 
8  in.  in  width,  for  emergency  exit  shall  be  permitted  on 
the  Rogers  avenue  front ;  that  any  ascending  ramp  in¬ 
corporated  above  sidewalk  level  shall  start  at  a  point 
not  less  than  10  ft.  inside  the  building  line;  that  the 
exterior  of  the  building  on  the  street  fronts  shall  be 
of  attractive  architectural  design  of  Gothic  treatment; 
that  the  facades  on  these  streets  shall  be  finished  with 
light  color  natural  stone  or  face  brick  w'ith  archi¬ 
tectural  terra  cotta  trim  ;  that  there  shall  be  no  roof 
signs ;  that  there  shall  be  no  advertising  of  any  nature 
or  description  other  than  an  electric  projecting  sign 
on  either  or  both  street  fronts,  indicating  the  name  and 
title  of  the  business  conducted  on  the  premises ;  that 
all  necessary  permits  shall  be  obtained  within  nine 
months  and  the  work  completed  within  eighteen  months 
from  the  date  of  this  action,  and  that  the  architect 
shall  make  a  return  to  this  board  of  elevation  and 
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plans  for  approval  in  accordance  with  the  foregoing 
conditions  before  submission  to  the  bureau  of  build¬ 
ings. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  March  13,  1928,  as  amended 
December  4,  1928,  by  adding  thereto  the  following : 

“That  not  over  three  greasing  pits  or  hydraulic 
greasing  lifts  may  be  installed  within  40  ft.  of  the 
gasoline  selling  area  along  Clarkson  street,  shown  on 
plans  approved  by  the  board  as  complying  with  this 
resolution  on  December  26,  1928;  and,  also,  permitting 
the  erection  of  two  illuminated  signs  overhanging  the 
building  line,  one  on  Rogers  avenue  and  one  on  Clark¬ 
son  street,  advertising  only  the  brand  of  gasoline  on 
sale;  that  the  sign  on  Rogers  avenue  shall  be  attached 
to  the  building  and  the  sign  on  Clarkson  street  shall 
be  a  post  standard  erected  within  the  building  line,  on 
condition  that  neither  sign  shall  extend  beyond  the 
building  line  for  a  distance  of  more  than  8  ft.;  that 
other  than  as  amended  herein,  the  resolution  adopted 
by  the  board  on  March  13,  1928,  and  amended  on  De¬ 
cember  4,  1928,  shall  be  complied  with  in  all  respects.” 


596-27-BZ. 

APPLICANT — Concourse  Realty  Corp.,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  residence 
district  extending  from  a  business  district,  the 
erection  and  maintenance  of  a  theatre  and  business 
building. 

PREMISES  AFFECTED — 2403-2419  Grand  Concourse, 
west  side,  282  ft.  4  in.  north  of  East  184th  street 
(Block  No.  3165,  Lot  Nos.  13-20  and  44-50),  Bor¬ 
ough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Isidor  Frey. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  . 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(596-27-BZ) 

Whereas,  this  application  affecting  premises  2403-2419 
Grand  Concourse,  west  side,  282  ft.  4  in.  north  of  East 
184th  street  (Block  No.  3165,  Lot  Nos..  13-20  and  44-50), 
Borough  of  The  Bronx,  was  granted  by  the  board  February 
a,  1929,  on  certain  conditions,  and  owner  requested  an 
amendment  of  this  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  building  shall  be  erected  substantially  in  accord¬ 
ance  with  the  layout,  plans  and  design  as  filed  in  this  case; 
that  the  northerly  and  southerly  gable  walls  shall  be  un- 
pierced  throughout  their  entire  height  and  length;  that 
there  shall  be  no  public  entrance  maintained  on  the  Creston 
avenue  front  and  the  use  of  any  door  openings  on  that 
avenue  shall  be  restricted  to  the  requirements  of  article  25 
of  the  building  code  for  emergency  exits ;  that  the  exterior 
of  the  building  on  the  Creston  avenue  front  shall  be  fin¬ 


ished  substantially  in  accordance  with  the  design  filed  in 
this  appeal,  with  the  exception  that  there  shall  be  no  ex¬ 
terior  fire  escape  on  the  Creston  avenue  front;  that  it  shall 
be  finished  with  face  brick  and  architectural  terra  cotta  or 
stone  trimmings ;  that  there  shall  be  no  advertising  of  any 
nature  and  description  on  the  Creston  avenue  front;  that 
there  shall  be  no  roof  sign  erected  or  maintained  on  any 
portion  of  the  roof  within  the  residential  district;  that  any 
door  opening  or  entrance  for  the  working  operation  of  the 
theatre,  the  use  of  its  employees  and  operatives,  and  the 
ingress  and  egress  of  any  sets,  scenery  or  appurtenances 
used  in  conjunction  with  the  theatre  shall  be  restricted  to 
the  Concourse  frontage;  that  all  necessary  permits  shall 
be  obtained  within  nine  months  and  the  work  involved 
completed  within  nine  months  from  the  date  of  this  action. 


509-20-BZ. 

APPLICANT — Sidney  H.  Kitzler,  for  Ben  Beyer  Realty 
Corp.,  owner. 

SUBJECT  Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
alteration  and  installation  of  a  gasoline  service 
station  in  an  existing  garage  for  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFEC I  ED — 1201-1219  Coney  Island  ave¬ 
nue,  east  side,  240  ft.  north  of  Avenue  I  (Block 
No.  6695,  Lot  Nos.  61  and  66),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Sidney  H.  Kitzler. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  q 

Absent  .  q 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  q 

Absent  . ’  q 

THE  RESOLUTION— 

(509-20-BZ) 


Whereas,  this  application  affecting  premises  1201-1219 
Coney  Island  avenue,  east  side,  240  ft.  north  of  Avenue  I 
(Block  No.  6695,  Lot  Nos.  61  and  66),  Borough  of  Brook¬ 
lyn,  was  granted  by  the  board  October  13,  1920,  resolution 
amended  December  19,  1933,  May  29,  1934,  March  5,  1935 
and  June  18,  1935,  and  present  owner,  through  his  archi¬ 
tect,  requested  a  further  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Decem- 
bei  19,  1933,  only  so  far  as  it  has  reference  to  signs  beyond 
the  building  line,  so  that  as  amended,  that  portion  of  the 
resolution  shall  read : 

“•  •  •  that  advertising  signs  shall  be  limited  to  the 
illuminated  globes  of  the  gasoline  pumps  and  to  a 
permanent  flat  sign  attached  to  the  front  portion  of 
building,  with  not  more  than  one  (1)  sign  extending 
beyond  the  building  line,  provided  such  sign  is  not  less 
than  11  ft.  above  sidewalk  and  does  not  extend  beyond 
the  building  line  more  than  seven  (7)  feet  and  adver¬ 
tises  only  the  name  of  the  garage  and  the  brand  of 
gasoline  for  sale,  excluding  all  roof  signs  and  all  signs 
of  a  temporary  nature.” 

that  other  than  as  amended  herein,  the  resolution  adopted 
on  December  19,  1933,  as  amended  February  27,  1934 
(approving  plans),  May  29,  1934,  March  5,  1935  and  June 
18,  1935,  shall  be  complied  with  in  all  respects. 
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61-32-BZ. 

APPLICANT— Raphael  Blank,  for  Tolstoi  Realty  Corpo¬ 
ration,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
—  (re  Application  of  the  superintendent  of  build¬ 
ings)  under  section  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district  the  erection 
and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 64-70  Neptune  avenue,  south¬ 
west  corner  of  Hoff  street  (Block  No.  7516,  Lot 
No.  2371),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Harry  Teichner. 

ACTION  OF  BOARD — Application  reopened  and  time 


P'vtpti  H  pH 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . 0 

THE  RESOLUTION— 

(61-32-BZ) 


Whereas,  this  application  affecting  premises  64-70  Nep¬ 
tune  avenue,  southwest  corner  of  Hoff  street  (Block  No. 
7516,  Lot  No.  2371),  Borough  of  Brooklyn,  was  granted 
by  the  board  May  13,  1932,  cn  certain  conditions,  time  ex¬ 
tended  May  15,  1934  and  April  23,  1935,  and  applicant  re¬ 
quests  a  further  extension  of  time  to  complete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  May  13, 
1932,  only  so  far  as  it  has  reference  to  the  completion  of 
work,  so  that  as  amended,  this  portion  of  the  resolution 
shall  read : 

.  .  that  in  view  of  the  statements  by  owner’s 
representative  that  plans  have  been  filed  and  approved 
by  commissioner  of  buildings,  all  work  shall  be  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution.” 

and  that  other  than  as  amended  herein  the  resolution 
adopted  by  the  board  on  May  13,  1932,  shall  be  complied 
with  in  all  respects. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

58-36- A. 

APPLICANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Seventy  Berry  Street  Realty  Corp.,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 79-91  Wythe  avenue,  79-95 
North  10th  street  (northeast  corner),  and  80-98 
North  11th  street  (Block  No.  2296,  Lot  No.  1), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Herman  E.  Horwood. 

For  Administration :  Paul  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 

ACTION  OF  BOARD — Rules  of  procedure  waived  and 
appeal  accepted ;  laid  over  to  April  28,  1936,  at  2 
p.m.,  for  report  of  committee. 

THE  VOTE  TO  ACCEPT  APPEAH- 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


63-36- A. 

APPLICANT— Aaron  Bring  Chevrolet  Co.,  Inc.,  lessee. 
SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 2018-2032  Stillwell  avenue  and 
2559-2563  86th  street,  northwest  corner  (Block  No. 
6860,  Lot  No.  28),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Frederic  R.  Sanborn. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Salzman,  Department  of  Buildings. 
ACTION  OF  BOARD— Laid  over  to  April  28,  1936,  at  2 
p.m.,  for  further  consideration  by  board. 


65-36-A. 

APPLICANT — Henry  Alexander,  for  The  Lodging  House 
Keepers  Association  of  New  York,  Inc.,  owner  of 
premises  affected :  Vincent  Falcone. 

SUBJECT — Appeal  from  a  decision  of  the  Board  of 
Buildings. 

PREMISES  AFFECTED— 350-352  Third  avenue,  west 
side,  26  ft.  8  in.  south  of  East  26th  street  (Block 
No.  881,  Lot  Nos.  45  and  46),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  George  G.  Lake. 

For  Owner:  Sidney  Gottesman. 

ACTION  OF  BOARD— Laid  over  to  May  5,  1936,  at  2 
p.m.,  on  written  request  of  Department  of  Build¬ 
ings. 


62-36-A. 

APPLICANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  F.  W.  Woolworth  Co.,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 588  9th  avenue  and  365  West 
42nd  street,  north  side,  50  ft.  east  of  9th  avenue 
(Block  No.  1033,  Lot  Nos.  3  and  1)4),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  Herman  E.  Horwood. 

For  Administration :  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Granted  on  condition. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION— 

(62-36-A) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  F.  W.  Woolworth  Co.,  lessee,  filed  March  18, 
1936,  an  appeal  from  an  order  of  the  commissioner  of 
buildings  affecting  premises  588  9th  avenue  and  365  West 
42nd  street,  north  side,  50  ft.  east  of  9th  avenue  (Block 
No.  1033,  Lot  Nos.  3  and  1)4).  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
Order  No.  27016-F,  dated  February  18,  1936,  reads: 

“1.  Install  an  approved  automatic  sprinkler  system 
in  cellar  in  accordance  with  the  Rules  of  the  Board  of 
Standards  and  Appeals.” 

and 

Whereas,  the  building  is  of  ordinary  brick  construction, 
two  stories,  30  ft.  5  in.  in  height,  L  shaped,  approximately 
5,000  sq.  ft.  in  area,  fronting  30  ft.  0  in.  on  West  42nd 
street  and  40  ft.  2  in.  on  9th  avenue,  occupied  since  1927 
as  a  five  and  ten  cent  store,  cellar,  boiler  room,  stock 
room,  packing  and  receiving,  4  persons ;  first  floor,  sales,  35 
persons ;  second  floor,  portion  as  rest  room  and  balance 
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vacant,  for  which  certificate  of  occupancy  No.  15885-1929, 
has  been  issued  which  reads  as  follows : 

Cellar — Storage  —  3  persons 
1st  story — Store  — 100  persons 
2nd  story — Store —  50  persons 

and 

Whereas,  the  applicant  proposes  in  lieu  of  compliance 
with  the  order  to  install  a  sprinkler  system  in  that  portion 
of  the  basement  occupied  for  packing  and  receiving  and 
paper  room,  the  sprinklers  to  be  supplied  from  the  existing 
1  Vi  in.  connection  to  the  street  main  on  the  West  42nd 
street  front  of  the  building.  The  stock  is  stored  in  wood 
bins  from  3  ft.  to  4  ft.  in  depth  and  6  ft.  in  height.  The 
aisles  between  bins  are  approximately  3  ft.  wide.  The 
clearance  from  top  of  bins  to  finished  ceiling  is  13  in.  The 
height  to  which  paper  is  stored  in  the  paper  room  varies 
from  one  to  four  feet  and  18  in.  clearance  will  be  main¬ 
tained  at  all  times  for  sprinkler  discharge;  and 

Whereas,  the  applicant  contends  that  the  building  is  only 
4,800  sq.  ft.  in  area  and  faces  on  two  street  fronts.  There 
is  a  stairway  at  each  side  of  the  building  enclosed  in  fire¬ 
proof  partitions  in  the  basement  with  a  fireproof  door  at 
the  bottom.  The  boiler  room  and  paper  storage  room  are 
enclosed  in  fireproof  partitions  and  no  cooking  is  done  in 
the  cellar.  That  while  the  violation  does  not  state  under 
what  rule  or  requirement  of  law  it  is  issued  it  could  only 
be  issued  under  section  20,  chapter  12  of  the  Code  of 
Ordinances  and  that  this  is  not  a  reasonable  application 
of  the  discretionary  powers  vested  by  said  section  because 
during  the  entire  time  the  building  was  under  the  super¬ 
vision  of  the  Fire  Department,  the  fire  commissioner  did 
not  consider  the  hazard  sufficient  to  warrant  the  installa¬ 
tion  of  a  sprinkler  system. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  27016-F,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted  on  condition  that 
there  shall  be  installed  in  accordance  with  Rule  53  of  the 
Sprinkler  Rules  of  the  Board  of  Standards  and  Appeals  a 
sprinkler  system  in  that  portion  of  the  basement  used  for 
packing  and  receiving  generally,  as  indicated  on  plans  re¬ 
ceived  with  this  appeal;  that  the  sprinkler  heads  be  so 
spaced  that  no  head  covers  an  area  of  more  than  80  sq. 
ft.;  that  the  sprinkler  system  shall  be  connected  directly 
to  the  main  water  supply  of  the  building,  through  a  supply 
not  less  than  1J4  in.,  from  West  42nd  street;  that  two 
sprinkler  heads  shall  also  be  installed,  one  each  on  either 
side  of  the  door  leading  from  the  cellar  to  the  first  floor 
at  the  West  42nd  street  end ;  that  there  shall  be  not  less 
than  two  sprinkler  heads  in  the  ceiling  of  the  upper  storage 
room,  as  indicated;  waiving  the  requirements  of  Rule  13 
of  the  Sprinkler  Rules  as  to  Fire  Department  connection; 
that  other  than  as  modified  herein  the  building  shall  com¬ 
ply  .in  all  respects  with  all  laws  and  regulations  applicable 
thereto;  and  granted  only  so  long  as  this  portion  of  the 
basement  space  is  occupied  in  conjunction  with  the  first 
floor  store  above  by  the  F.  W.  Woolworth  Company. 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  .  o 

Absent  .  o 

THE  RESOLUTION— 

(6-31-A) 

Whereas,  this  appeal  affecting  premises  37-28  30th  street 
and  214  Old  Ridge  road  (Block  No.  371,  Lot  No.  34), 
Long  Island  City,  Borough  of  Queens,  was  granted  by  the 
board  April  8,  1932,  on  certain  conditions,  and  appellant 
requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  April  8,  1932,  by  adding 
thereto  the  following : 

“That  this  modification  shall  hold  only  so  long  as 
the  building  is  not  increased  in  height  or  area  and 
irrespective  of  the  occupancy  therein,  on  condition  that 
whatever  the  occupancy  of  the  building,  the  zoning 
resolution  and  all  laws,  rules  and  regulations  applica¬ 
ble  thereto  shall  be  complied  with.” 


6-31-A. 

APPLICANT — John  M.  Baker,  for  Welsh  Bros.,  owner. 
SUBJECT  Application  for  reopening — amendment — re 
Appeal  from  orders  of  the  fire  commissioner. 
PREMISES  AFFECTED — 37-28  30th  street  and  214  Old 
Ridge  road  (Block  No.  371,  Lot  No.  34),  Long 
Island  City,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  John  M.  Baker. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 
lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 
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VARIATION  OF  LABOR  LAW 

33-36-S. 

APPLICANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Goblet  Realty  Corporation,  owner. 
SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
and  a  decision  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED — 214-222  West  26th  street,  south 
side,  200  ft.  west  of  7th  avenue  (Block  No.  775, 
Lot  No.  49),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Uhief 

Walsh  .  4 

Negative  . '  ’  q 

Absent  . *  ”  *  ’ "  q 

THE  RESOLUTION— 

(33-36-S) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Goblet  Realty  Corporation,  owner,  filed  February 
13,  1936,  an  application  for  a  variation  from  the  require¬ 
ments  of  the  labor  law  as  cited  in  order  and  a  decision  of 
the  commissioner  of  buildings,  affecting  premises  214-222 
West  26th  street,  south  side,  200  ft.  west  of  7th  avenue 
(Block  No.  775,  Lot  No.  49).  Borough  of  Manhattan;  and 
V\  hereas,  the  order  and  decision  of  the  commissioner 
of  buddings,  Viol.  No.  24227-LD,  dated  September  10 
1935,  reads : 

Arrange  iron  bars  on  windows  on  the  second  story 
and  cellar  to  be  readily  movable  or  removable  from 
both  sides  in  such  a  manner  as  to  afford  the  free  and 
unobstructed  use  of  such  windows  for  the  purpose  of 
egress  as  per  Section  272  of  the  Labor  Law.” 

and 

Whereas,  the  building,  erected  in  1915,  of  non-fireproof 
construction,  equipped  with  a  sprinkler  system  is  five 
stones,  64  ft.  8  in.  in  height,  107  ft.  7  in.,  by  70  ft.  0  in. 
(7,525  sq.  ft.)  in  area,  equipped  with  two  interior  stairways 
4  ft.  4  in.  wide,  the  west  stairway  which  extends  to  the  roof, 
is  enclosed  on  the  first  to  third  floors  with  wood  boards 
and  on  the  fourth  and  fifth  floors  with  wire  lath  and 
cement  plaster,  the  east  stairway  enclosed  on  the  first 
second  and  third  floors  with  wire  lath  and  cement  plaster] 
on  the  4th  floor  with  wood  boards  and  open  on  the  5th 
floor;  and  two  fire  escapes  on  the  front  of  the  building 
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extended  to  the  street  by  counter-balanced  drop  ladders  in 

guides;  and  .  .  ,  r  ..  n  .. 

Whereas,  the  building  is  occupied  as  follows :  Cellar, 
boiler  room,  fur  dyeing,  10  persons ;  1st  floor,  shipping  and 
receiving,  1  person ;  2nd  floor,  storage  of  furs,  no  persons , 
3rd  floor,  offices,  showrooms,  8  persons;  4th  floor,  drying, 
drumming  furs,  25  persons ;  5th  floor,  shearing  of  furs, 
25  persons;  and 

Whereas,  on  the  cellar  story,  there  are  10  barred  win¬ 
dows  at  the  front  areaway  and  six  barred  windows  at  the 
rear;  and 

Whereas,  on  the  second  story,  at  the  front  of  building, 
four  windows  are  involved,  one  each  immediately  east  and 
west  of  each  fire  escape  and  at  the  rear  ten  windows  are 
involved ;  and 

Whereas,  the  applicant  contends  that  at  the  front  of  the 
cellar  story  there  is  a  five  foot  doorway  affording  direct 
exit  to  the  street  and  at  the  rear  of  the  cellar  story  there 
is  a  completely  enclosed  rear  yard,  7  ft.  4  in.  wide  at  its 
greatest  width  and  that  there  are  two  doors  leading  directly 
into  this  yard  so  that  the  barred  windows  in  no  way  inter¬ 
fere  with  exit  to  this  yard ;  and  that  on  the  second  story 
front  there  are  no  barred  windows  on  the  course  of  the 
two  fire  escapes,  that  bars  are  necessary  on  the  windows 
adjoining  the  fire  escapes  as  protection  against  burglars 
who  might  go  up  the  fire  escapes  and  endeavor  to  enter 
the  building  in  this  manner;  and  that  at  the  second  story 
rear  the  windows  involved  are  three  stories  above  the 
ground,  and  consequently  there  would  be  no  need  for 
anyone  to  use  these  windows  as  an  exit,  and  that  the  center 
window  is  equipped  with  iron  shutters;  and 

Whereas,  the  applicant  further  contends  that  the  build¬ 
ing  is  sprinklered  and  that  the  floor  of  the  cellar  is  con¬ 
tinually  running  with  water  and  most  of  the  materials 
stored  there  are  wet  and  the  fire  hazard  is  almost  negligible 
and  that  as  to  the  second  story  there  are  two  interior  stair¬ 
ways,  two  fire  escapes  and  a  horizontal  exit  to  the  east  as 
well  as  an  unobstructed  exit  in  the  rear  thus  providing 
ample  means  of  egress  in  case  of  fire,  and  that  the  win¬ 
dows  in  question  have  been  barred  as  at  present  for  a  great 
many  years  and  although  various  inspections  have  been 
made  and  previous  violations  placed,  no  fault  has  been 
found  with  the  windows. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  labor 
law  and  that  the  application  be  and  it  hereby  is  granted, 
modifying  the  decision  of  the  commissioner  of  buildings 
as  to  Viol.  No.  24227-LD,  on  condition  that  no  iron  bars 
shall  be  installed  on  windows  on  the  second  story  on  the 
course  of  the  fire  escapes ;  that  no  windows  on  the  cellar 
floor  shall  be  barred  so  as  to  impede  passage  through  the 
established  legal  exits  therefrom  and  granted  only  so  long 
as  the  building  in  all  other  respects  complies  with  the  laws 
and  regulations  applicable  thereto  and  only  so  long  as  the 
occupancy  of  the  building  and  the  various  floors  are  as 
set  forth  in  the  statement  filed  in  this  application. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

56-36-SA. 

APPLICANT — C.  V.  Henry,  for  York  Oil  Burner  Co., 
Inc.,  owner. 

SUBJECT — York  Horizontal  Rotary  Oil  Burner,  approval 
of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  the  engineer  of  the  board 
for  test  and  report. 


60-36-SA. 

APPLICANT — Eugene  J.  Weber,  for  General  Oil  Burner 
Corp.,  owner. 


SUBJECT— General  Automatic  Oil  Burner,  Models  A  and 
FM,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  placed  on  Reserve 
Calendar  and  referred  to  the  engineer  of  the  board 
for  test  and  report. 


73-36-SA. 

APPLICANT — Walter  R.  Stout,  owner. 

SUBJECT — Richfield  Oil  Burner,  Pressure  Gun  Type, 
approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  the  engineer  of  the  board 
for  test  and  report. 


84-36-SA. 

APPLICANT — M.  Stuhler  &  Co.,  Inc.,  owner. 

SUBJECT — Stuhler  Oil  Burner,  Model  R,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  the  engineer  of  the  board 
for  test  and  report. 


352-35-SA. 

APPLICANT— J.  A.  Flynn,  for  Todd  Combustion  Equip¬ 
ment,  Inc.,  owner, 

SUBJECT — Todd  Fuel  Oil  Fill  Pipe  Terminal,  approval 
of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


113-35-SA. 

APPLICANT — Malvin  Brown,  for  R-S  Products  Corp., 
owner. 

SUBJECT— Ryan  Marvel  Oil  Burner,  Model  M,  approval 

of.  v 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROSECU¬ 
TION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(113-35-SA) 

Whereas,  this  application  was  filed  with  the  Board  of 
Standards  and  Appeals,  May  1,  1935,  by  Malvin  Brown,  for 
R-S  Products  Corp.,  owner,  for  the  approval  of  their 
device  known  as  the  Ryan  Marvel  Oil  Burner,  Model  M; 
and 

Whereas,  the  applicant  has  failed  to  provide  a  location 
where  this  appliance  could  be  tested,  though  duly  notified 
to  do  so. 

Resolved,  that  this  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 
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136-34-SA. 

APPLICANT— Carter-Korth  Oil  Burner  Corp.,  owner. 
SUBJECT  Korth  Oil  Burner,  Model  G — Application  for 
amendment — to  include  additional  names 
APPEARANCES— 

For  Applicant:  Arnold  Eckhart. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(136-34-SA) 

Whereas,  John  C.  Korth,  for  Carter-Korth  Oil  Burner 
Corp.,  owner,  filed  May  21,  1934,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Korth  Oil  Burner,  Model  G;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  Bureau  of  Combustibles  of  the  Fire  Depart¬ 
ment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  Bureau  of  Combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  Bureau  of  Combustibles,  was  substantially  as  follows: 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  gun  type,  and  consists  of  the  following 
parts A  General  Electric  transformer  and  General 
Electric  motor  1/6  horsepower;  a  Tuthill  pump;  a 
Detroit  lubricator  valve  and  strainer.  The  fan  is  of 
the  Sirrocco  type,  manufactured  by  the  Champion 
Blower  Company.  The  nozzle  used  is  manufactured  by 
the  Baloffet  Diamond  Wire  Die  Company.  Controls — 
a  Mercoid  Pyratherm  Model  KM-1,  located  in  the  stack 
and  the  Mercoid  limit  control  for  the  steam  pressure. 

With  a  cold  combustion  chamber  and  the  oil  supply 
shut  off  the  burner  was  operated  and  on  two  successive 
tests,  the  controls  shut  down  the  burner  in  60  seconds, 
and  63  seconds,  respectively.  The  oil  supply  was  then 
turned  on,  and  the  burner  put  into  operation  and  ob¬ 
served  for  about  20  minutes.  During  the  period  of  the 
test  there  was  no  puff  backs  due  to  faulty  ignition,  and 
the  flame  was  observed  to  be  free  of  soot  and  smoke. 
Examination  of  the  combustion  chamber  showed  no 
undue  carbon  formation. 

It  is  therefore  recommended  that  the  Korth  Oil 
Burner,  Model  G,  when  installed  in  accordance  with 
the  provisions  of  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals,  be  approved  for  domestic, 
commercial  and  industrial  use,  with  fuel  oil  not  heavier 
than  No.  3.  The  device  has  been  approved  by  the 
Underwriters  Laboratories;  and 

Whereas,  this  device  was  approved  by  the  board  Janu¬ 
ary  22,  1935,  on  certain  conditions  and  applicant  requested 
an  amendment  to  the  resolution  so  as  to  include  the  name 
Supreme  Burner,  Model  G,  and  now  requests  permission 
to  market  the  burner  under  the  names,  Tropic  Heat  Oil 
Burner,  Model  G,  and  Metered  Heat  Oil  Burner,  Model  G. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  January  22,  1935,  so  that 
as  amended  it  shall  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Korth 
Oil  Burner,  Model  G,  for  domestic,  commercial  and 
industrial  use,  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals  and  when  used  with  fuel  oil  not  heavier  than  No. 

3 ,  that  this  burner  may  also  be  marketed  under  the 
names  of  Supreme  Burner,  Model  G,  Tropic  Heat 
MIAir£er’  Model  G,  and  Metered  Heat  Oil  Burner, 
Model  G,  on  condition  that  under  whichever  name 
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marketed  the  device  shall  bear  a  label  permanently 
attached,  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  136-34-SA. 


123-35-SA. 

APPLICANT — John  Manton  Co.,  for  National  Airoil 
Burner  Co.,  owner 

SUBJECT — National  Airoil  Safety  Tank  Filling  Valve, 
approval  of. 

APPEARANCES— 

For  Applicant :  Elmer  C.  Lorenger  and  Edward 
James. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  q 


THE  RESOLUTION— 

(123-35-SA) 

Whereas,  John  Manton  Co.,  for  National  Airoil  Burner 
Co.,  owner,  filed  May  17,  1935,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the  de¬ 
vice  known  as  the  National  Airoil  Safety  Tank  Filling 
Valve;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows : 

The  device  consists  essentially  of  the  valve  body, 
valve  seat  casting,  valve  mechanism  and  float.  The 
valve  body  is  of  heavy  cast  iron  and  the  lower  portion 
is  threaded  internally  for  reception  of  the  valve  seat 
casting.  The  inlet  is  tapped  with  standard  2  in.  pipe 
threads  for  making  connection  of  the  storage  tank 
fill  pipe. 

An  integrally  cast  projection  is  provided  with  the 
valve  body  as  showm  to  hold  the  valve  disc  in  place. 
The  valve  seat  casting  is  a  heavy  brass  casting 
threaded  into  the  valve  body.  When  the  threaded 
joint  is  properly  tightened  a  leak  tight  metal  to  metal 
joint  is  obtained  between  parts.  The  discharge  end  of 
this  casting  is  threaded  with  standard  2  in.  pipe 
threads.  The  valve  disc  is  of  cast  brass  and  is  con¬ 
structed  with  an  integrally  cast  stem.  Four  3/32  in. 
counter  sunk  drain  openings  are  provided  in  the  disc 
in  order  to  drain  any  liquid  in  the  fill  pipe  into  the 
tank  after  the  valve  has  been  called  upon  to  operate. 
Valve  is  operated  by  an  arm  on  which  a  float  is  at¬ 
tached.  The  float  is  formed  from  laminated  cork 
rings. 

The  mechanism  was  operated  by  attaching  tank  hose 
to  tank  fill  line  and  pumping  oil  into  tank.  As  soon 
as  float  reached  a  predetermined  position  prior  to  tank 
being  fully  filled,  the  valve  closed. 

It  is  recommended  that  this  valve  be  approved  for 
use  at  the  fill  line  of  tanks  installed  in  oil  burning 
installations,  provided  the  float  is  constructed  of  non¬ 
corroding  metal. 

and 

Whereas,  a  sample  has  been  submitted  to  the  board  with 
proper  hollow  metal  float. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  National  Airoil  Safety  Tank  Filling 


MINUTES 


Valve  as  a  voluntary  attachment  to  fuel  oil  tanks  at  the 
fill  line  in  oil  burner  installations,  on  condition  that  the 
device  shall  have  permanently  affixed  thereto  a  label 
reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  123-35-SA. 


217-35-SA. 

APPLICANT— Brigham  Oil  Burner  Company,  owner. 
SUBJECT—  Brigham  (Range)  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant:  Mrs.  O.  B.  Prescott. 

ACTION  OF  BOARD— Approved  in  accordance  with  re¬ 
port  of  engineer  of  the  board. 

THE  VOTE  TO  'APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(217-35-SA) 

Whereas,  the  Brigham  Oil  Burner  Company,  owner, 
filed  August  12,  1935,  an  application  for  approval  of  this 
device  known  as  the  Brigham  (Range)  Oil  Burner;  and 
Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows : 

This  burner  is  designed  for  installation  in  stoves 
and  ranges  and  consists  of  a  cast  iron  base  with  two 
concentric  rings;  mounted  upon  this  base  are  cylindri¬ 
cal  shells  made  of  perforated  delhi  steel.  Each  burner 
is  equipped  with  a  carbon  leg  and  a  pressed  steel  cover 
which  fits  over  the  top  of  the  vaporizing  shells.  A 
single  pedestal  support  is  provided  which  the  individual 
burners  are  attached  to,  equipped  with  levelling  screws 
and  a  bolt  for  fastening  same  to  range. 

The  burner  is  equipped  with  metering  valves.  A 
three-gallon  metal  tank  supplies  oil  to  this  burner. 
This  tank  is  mounted  upon  an  oil  reservoir  which  is  of 
pressed  steel  and  is  mounted  upon  a  substantial  iron 
base.  .049  copper  tubing  is  used  to  make  all  oil  con¬ 
nections. 

The  operating  principles  involved  in  this  burner 
were  tested  and  all  mechanism  functioned  as  designed. 
It  was  recognized  in  these  burners  the  inherent  possi¬ 
ble  hazards  due  to  location  and  operation.  This  burner 
has  been  approved  by  the  Underwriters  Laboratories — 
File  300-10-19  MP  859  and  by  National  Research  Coun¬ 
cil  of  Canada. 

In  recommending  this  burner  for  approval,  it  is  sug¬ 
gested  that  certain  requirements  be  carried  out  in  its 
installation  and  be  incorporated  on  the  instruction  card 
and  that  the  approval  of  the  board  shall  not  be  final 
until  a  copy  of  this  instruction  card  is  filed  with  the 
Board  of  Standards  and  Appeals  and  with  the  Fire 
Department. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Brigham  (Range) 
Oil  Burner  for  domestic  installation  with  range  or  fuel  oil 
not  heavier  than  No.  1,  and  when  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals  and  with  the  following  additional  requirements : 

“1.  That  no  connection  shall  be  made  through  any 
movable  section  of  the  range  or  stove  in  which  this 
device  is  installed. 


2.  When  exposed  oil  piping  is  more  than  8  in.  in 
length,  same  shall  be  enclosed  in  iron  or  steel  piping 
or  BX  cable.  Such  piping  shall  be  securely  fastened 
to  the  floors  or  walls  with  non-combustible  fastenings 
as  per  Rule  7,  1A  and  IB. 

3.  That  the  stand  supporting  the  burners  in  the  fire 
box  of  the  range  or  stove  shall  be  securely  bolted  to 
the  bottom  thereof. 

4.  That  dampers  in  the  fire  box  door  of  the  range 
or  stove  shall  be  so  fixed  that  they  cannot  be  fully 
closed. 

5.  The  oil  supply  container  with  its  stand  shall  be 
firmly  anchored  to  the  floor  and  at  a  distance  of  at 
least  24  in.  from  the  range  or  stove  in  which  the  de¬ 
vice  is  installed. 

6.  Cracks  or  crevices  between  the  combustion  cham¬ 
ber  and  other  parts  of  stove  or  range  shall  be  effec¬ 
tively  sealed  with  fire  clay  or  other  suitable  approved 
material. 

7.  Storage  containers  shall  not  be  filled  in  same 
room  when  and  where  burner  is  in  operation. 

8.  Floor  beneath  oil  burner  device  shall  be  protected 
by  a  shield  of  at  least  54  in.  asbestos  or  other  equiv¬ 
alent  material,  this  shield  to  extend  at  least  12  in. 
beyond  the  outline  of  the  stove  or  range  in  which  the 
device  is  installed. 

9.  The  device  shall  bear  a  label  permanently  at¬ 
tached  thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  217-35-SA. 

10.  That  the  flue  be  provided  with  a  suitable  stack 
check  to  nullify  down  draft. 

11.  The  manufacturer  or  installer  of  this  burner, 
shall  within  48  hours  after  each  installation,  notify  the 
Fire  Department  in  writing  of  the  name  of  the  person 
to  whom  this  burner  was  sold  and  the  address  of  the 
premises  where  installed. 

12.  The  fuel  oil  used  in  this  device  shall  be  range 
oil  or  No.  1  fuel  oil.” 


343-35-SA. 

APPLICANT — Fred  F.  Lewis,  for  Pacific  Automatic 
Heating  Co.,  owner. 

SUBJECT— Pacific  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant :  Fred  F.  Lewis. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(343-35-SA) 

Whereas,  Fred  F.  Lewis,  for  the  Pacific  Automatic 
Heating  Co.,  owner,  filed  November  29,  1935,  an  applica¬ 
tion  with  the  Board  of  Standards  and  Appeals  for  approval 
of  the  device  known  as  the  Pacific  Oil  Burner;  and 
Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  Bureau  of  Combustibles  of  the  Fire  Department  was 
substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  gun  type  and  consists  of  the  following 
assembly : 


470 


MINUTES 


A  Tuthill  pump. 

A  Century  1/6  H.P.  motor. 

A  Sirocco  type  fan. 

A  regulating  valve  and  nozzle  manufactured  by  the 
Pacific  Automatic  Heating  Company. 

Ignition :  Electric,  Webster  Transformer  used. 

Controls :  Mercoid  steam  control  switch  and  Mer- 
coid  Pyratherm  type  K.M.I. 

With  the  oil  supply  shut  off  in  the  cold  combustion 
chamber,  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  off  the  burner  in  44  and  46 
seconds  respectively.  The  burner  then  was  put  into 
operation  under  normal  conditions  for  approximately 
45  minutes.  Controls  were  again  tested  and  found  to 
function  properly.  During  the  period  of  test  there 
was  no  flare  backs  and  the  flame  was  clean  and  free 
of  smoke  and  soot.  Examination  of  the  combustion 
chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  this  burner  be  approved  for  domestic  use 


when  installed  in  accordance  with  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals  for  fuel  oil 
not  heavier  than  No.  3. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Pacific  Oil  Burner 
for  domestic  installation  and  with  fuel  oil  not  heavier 
than  No.  3  and  when  installed  in  accordance  with  the  Oil 
Burning  Rules  of  the  Board  of  Standards  and  Appeals  on 
condition  that  there  shall  be  permanently  attached  to  each 
burner  installed  a  label  reading: 

NOTICE 

.  Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  343-35-SA. 


Adjourned,  4:35  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  March  31,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  14,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows : 

19-36-BZ. 

APPLICANT — Empire  State  Lines,  Inc.,  for  S.  J.  Reek- 
ford,  et  all.,  Executors  for  Estate  of  L.  J.  Reek- 
ford,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 


♦ Correction — The  name,  James  E.  Freehill,  placed  in  op¬ 
position  instead  of  for  applicant. 


of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  storage  and  parking  of  more  than 
five  (5)  motor  vehicles  as  a  bus  terminal. 
PREMISES  AFFECTED — 555-557  West  167th  street  and 
1142-1144  St.  Nicholas  avenue,  northeast  corner 
(Block  No.  2124,  Lot  Nos.  40  and  41),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  Gilbert  Lazerus  and  Sidney  Engel- 
hardt. 

For  Opposition :  James  E.  Freehill. 

ACTION  OF  BOARD — -Laid  over  to  April  14,  1936,  at  2 
p.m.,  awaiting  action  on  amendment  to  building 
zone  resolution  by  Board  of  Estimate. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22- SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  . 52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24- SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  . 492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30- SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  1 84-22- S A 

Worthington  Show  Model  Duplex .  194-22-SA 
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OIL  BURNER  RULES 


[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 


Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931;  May  12,  1931;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 


Rule  1.  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED :  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER :  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises.  • 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED  :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
i}A")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS : 

(a)  One-half  ()4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (J4)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  ()4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  ()4)  inch 
thick. 

Note — All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL:  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION:  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 

PERMIT :  Shall  mean  permit  for  storage  of  oil. 

PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2 y>)  parts  sand  and  five  (S)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE :  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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the  shop  of*“Sk  ™nWfchtureran  COmPletely  bU,lt  in 

prevent ^the^fki  VAr^YE  ,  A  device  that  can  be  actuated  to 
Pr^T^  fl°W  of  Ilqmd  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con 

X*' ISo*  UoT^onl'^Iet8  hea‘er  a"d  ^  a  ^ 

aS£*$2JW-*  Aniy  container  for  oil  having  a 
more  haviri  a  fill "ifn  ^  seve,nt>'-five  (275)  gallons  or 
Stop  Ini  VtJ?®  a°d  VCnt  line  connected  thereto. 
STORAGE  TANK,  AUXILIARY:  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
ntermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

«:tnSrl  PPfL^  LIbJEii  That  Portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection  Where  a 

pump  is  not  used  it  shall  be  that  portion  of  the  line  be- 
necTion5 ^  ^  bUrner  and  burner  oil  inlet  con- 

faJbST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 

TCRAaNSFrpSp™Day  ^  inSert£d  in'°  *  ^ 

gml  p4anSof'^helhMP:  An,oil  P.umP  that  is  not  an  inte- 
Lrage  tank  and  burner.  Wh‘Ch  iS  inS,alled  bet»«" 

vJntUrctL^fio^n'Te  'SZ£  S 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  linuid 
J?X,tare,’  substance,  or  compound  derived  from  petroleum 
ale  oil,  coal  tar,  and  the  liquid  products  thereof  and  shall 
have  a  flash  point  not  lower  than  100  degrees Fahrenhe 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (  AmS 

m!rlrSf°^ie  y/0r  Testing  Materials  Method  D9 3-22)  and 
marketed  under  the  following  commercial  grades : 

KOtuvn  /'Vi  r«T-v 


Range  Oil 
No.  1  Fuel  Oil 
No.  2 
No.  3 
No.  4 
No.  5 
No.  6 


SP.  Gr.  (A.P.I.) 


40-44° 
36-40° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 


prohibited'  °f  Crankcast  refuse  oil  as  fuel  oil  is  strict!: 

Rule  4.  Burners. 

annmvp?UrrferSGinidudi^g  oi!-burning  heaters,  shall  be  a 
abnormal'  dlsZrJe  >°  -even 

fjb-  Appro.val  of  burners  or  oil-burning  heaters  designee 

Sflons  S0"  r?  St°rage  0f  not  than  six^l 

limitations  1 1fC.U(|1e  appr°va!  of  storage  containers  anc 
i  mnations  of _ installation.  If  more  than  six  16)  gallons 

storage  is  desired  for  such  burners  or  oil-burninl  heaters 

rules  rapentfIM  ShaH  be  insta,led  as  Provided  for"  in  these 
l“l®?*  Portable  containers  of  not  more  than  six  16)  gal 

teeansTaiy  may  V?  from  storage  tanks  bl 
the  tank!  apProved  hand  pump  located  above  the  top  oi 

thIC,LThe,  retirements  of  these  rules  shall  not  apply  tc 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  tyS 

?ovS°o?i  £$  panose,  iuchtdiug  ^ 

wick  or  mp'l  at?rs  and.  od  ,larnps  equipped  with  a  woven 
tial  to  flam.  h  r,Ca.  dev,ce  the  movement  of  which  is  essen- 
on  nrh!\  ,US  ment:  °r  to  p0rtab,e  cabinet  heaters  with 

with  all  "flu  V  eXCeed’t  6-inches  in  fh’ameter  each 

all  parts  of  the  burner  mechanism  rigidly  fixed  except 

the  storage  container  and  with  cabinets  not  over  33  in. 


in  height ;  nor  do  the  requirements  of  these  rules  apply  to 
such  poi  table  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
o±  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust  The  thickness  of  steel  required  and  the  size  and 

rive^s  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
liveted  and  welded,  flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less: 

Tanks  36  in.  in  diameter  and  less— yA  in.  shell,  VA  in 
heads. 

tanks  37  to  72  in.  in  diameter — yA  in.  shell,  5/16  in. 
Heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  y  in. 

neads. 

Tanks  over  120  inches  in  diameter  to  be  of  y  jn.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
"ot  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  y  in.  in  diameter  rivets  2 Y\  in.  pitch. 

.  ,  shell  5/16  in.  thick,  y  in  diameter  rivets  2Y  in 
pitch. 

In  shell  y  in.  thick,  y  in.  diameter  rivets  2l/2  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All.  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  y  of  an  inch  in  diameter 
and  spaced  not  more  than  2T4  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 

Tn  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9.000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be- 
fore  the  connection  will  let  go. 


Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 


(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  sha|l  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standa 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
eausre  thicker  than  U.  S.  Standard  No.  14. 


(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 


(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  (%")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (!")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 


Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  k*  inch  and  the  minimum  thickness  of  roof  plates 
%  inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula  t 

P  x  r  x  F 

t  equals - - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in^ thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  ( 10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
dean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

.(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex- 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


Section  3.  Outside  of  Buildings,  Above  Ground. 


(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1*4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
caPacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule :  s 


If  distant  25  feet  from  line  of  adjoining 

property  which  may  be  built  upon  16,000  gallons 

If  distant  30  feet  .  24,000  “ 

If  distant  40  feet .  36,000  “ 

If  distant  50  feet .  48^000  “ 

If  distant  60  feet .  60  000  “ 

If  distant  75  feet  . q^OOO  “ 

If  distanct  85  feet,  or  more .  100^000  “ 

(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1*4)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (40  high  but  in  no  case  higher  than  one-fourth 
(14)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (160.  Embankments  or  dykes  shall 
pe  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
1v^nIT10Ue  re^n^orced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1*4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Urdinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
ol  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
ngi  metal  fasteners  or  hangers.  All  pipes  connected  to 
Dimed  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
S',h?ncr0r^new  ^xtra~h,eavy  copper  brass  or  aluminum  alloy 
”■?’  Pr°Pe^y  marked  and  duly  approved,  may  be  used, 
lexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohib  ed 
1  ubing  shall  be  submitted  for  approval. 

in  ^size  ^than^the  ^upply^pipe.  lnsta*led  smaller 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 

discharge  a  rC,hef  valve  sha11  be  installed  in  the 

valve  S  between  the  pump  and  the  first  shut-off 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1*4)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 

beur^nied  Storagc  tank  or  to  the  supply  line 
ihere  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap 
and  draining  to  the  tank,  shall  be  provided  for  each  stor- 

7  OWfind  °f  the  vent  P;Pe  sha11  **ot  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 

prohibited°SS  C°nnectl0n  between  vent  pipe  and  fill  pipe  is 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

•  ^  sbad  -be  not  less  than  one  and  one-quarter 

inches  (1*4  )  in  diameter  for  storage  tanks  up  to  1,100 
gallons  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  tor  auxiliary  storage  tanks  shall  not  be  less  than 
/2  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 

wnthW°  ieCt*  (2,)/CSom  any  building  opening  and  not 
less  than  five  feet  (5)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
e  the  611  P*Pe  terminal  location,  a  one-inch 
(1  )  line  shall  be  connected  to  tank  and  shall  parallel  the 
hU  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 


Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 

the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5  )  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

_  (b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

.  (c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill,  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  h 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An.  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  %  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  till 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  sha.ll  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shu-  0 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  witl 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons  capacity,  shal 
be  provided  with  a  shut-off  valve  at  the  burner  an< 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 

in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furo1  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122  h.)  is  used,  t 

anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  b\ 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Tgnition  “ 

Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  “ 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac- 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  ‘‘Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons' 
capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  1U. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in 'dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
section  required,  shall  be  certified  to  by.  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  ..tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows  : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
g‘^§.es  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  dhe  anti-syphon  devices,  where  used  as  provided 

for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  1 1.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 

Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  'ns^adation  is  made,  narne  and  address  of  owner 

and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in- 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying'  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  w;here  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 

means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
ot  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  %  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
aiong  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  the  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2'  )  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall’  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

.(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  ail  accessories,  including  tanks  and 
piping,  shall.be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  ^  .  asbestos  or  equivalent  extending  at  least  twelve 
(1-  )  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  InshucJicn  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil- 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the. foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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EXTRACTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  OF  THE  CITY  OF  NEW  YORK, 
RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDED  JANUARY  29,  1935. 


ARTICLE  1. 

General  Provisions. 

§  1 .  Definitions. 

Unless  otherwise  expressly  stated,  whenever  used  in  this 
chapter  the  following  terms  shall  respectively  be  deemed 
to  mean : 

33.  Refrigerating  system,  a  combination  of  apparatus  in 
which  a  refrigerant  is  circulated}  for  the  purpose  of  ex¬ 
tracting  heat. 

(a)  The  parts  of  the  system  are  the  compressor,  gen¬ 
erator,  condensor,  absorber,  receiver,  shell  type  or  tube  type 
apparatus,  pipes,  vessels,  or  other  parts,  containing  refrig¬ 
erant. 

(b)  Direct  refrigeration,  a  system  in  which  the  refrig¬ 
erant  is  circulated  to  the  substance  or  space  refrigerated. 

(c)  Indirect  refrigeration,  a  system  in  which  brine 
cooled  by  the  refrigerant  is  circulated  to  the  substance  or 
space  refrigerated. 

(d)  Refrigerant  is  the  chemical  agent  other  than  brine 
used  to  produce  refrigeration. 

(e)  Irritant  refrigerant,  any  refrigerant  which  when 
breathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  of  the 
hydrocarbon  class. 

(g)  Flammable  refrigerant,  any  refrigerant  which  will 
burn  or  explode  when  mixed  with  certain  proportions  of 
air. 

(h)  Refrigerating  machinery  room,  a  room  in  which 
is  located  a  refrigerating  system  containing  refrigerant,  but 
not  including  expansion  coils  when  located  in  cold  storage 
rooms  or  expansion  coils  when  located  in  refrigerator  boxes. 

(i)  Factor  of  safety,  the  multiple  three  and,'  one-third 
the  product  of  which  and  the  test  pressure,  con¬ 
stitutes  the  probable  rupture  pressure. 

(j)  Pressure  imposing  element,  that  apparatus  which 
draws  the  refrigerant  from  the  low  pressure  or  low  tem¬ 
perature  side  of  the  system  and  discharges  it  into  the  high 
pressure  tor  high  temperature  side  of  the  system. 

(k)  Pressure  limiting  device,  a  pressure  or  temperature 
responsive  mechanism  for  automatically  stopping  the  oper¬ 
ation  of  the  pressure  imposing  element. 

(l)  Brine,  any  liquid  which  having  been  cooled  by  the 
refrigerating  system  is  used  for  the  transmission  of  heat. 

(m)  Pressure  relief  device,  a  pressure  relief  valve,  a 
rupture  member,  fusible  plug  or  other  approved  (device  for 
relieving  the  pressure. 

(n)  Pressure  relief  valve,  a  valve  held  shut  by  a  spring 
or  other  means  to  automatically  relieve  pressure  in  excess 
of  its  setting. 

(o)  Rupture  member,  a  device  that  will  automatically 
rupture  at  a  pre-determined  pressure. 

(p)  Liquid  receiver,  a  vessel  permanently  connected1  to 
a  system  by  inlet  and  outlet  pipes  for  storage  of  a  liquid 
refrigerant. 

(q)  Container,  a  cylinder  for  the  shipment  of  refrig¬ 
erant  constructed  to  conform  to  the  regulations  of  the 
Interstate  Commerce  Commission. 

(r)  Mixer,  a  vessel  or  device  in  a  system  for  mixing 
thej  ammonia  or  other  soluble  vapor  with  water. 

(s)  Stop  valve,  a  cut-off  valve  for  use  during  normal 
operation. 

(t)  Service 'valve,  a  key-operated  shut-off  valve  used 
only  during  shipment,  installation  or  repairs.* 

(u)  Fusible  plug,  a  device  having  a  predetermined- 
temperature  fusible  member  for  the  relief  of  pressure. 

(v)  Public  buildings,  business  buildings,  and  residence 
buildings  are  buildings  as  so  defined  by  section  70,  Article 
4,  of  the  Building  Code  of  the  City  of  New  York. 

NOTE: — Public  Buildings.  Public  buildings  are  build¬ 
ings  or  parts  of  buildings  in  which  persons  congregate  for 
civic,  political,  educational,  religious  or  recreational  pur¬ 


poses,  or  in  which  persons  are  harbored  to  receive  medical, 
charitable  or  other  care  or  treatment,  or  in  which  persons 
are  held  or  detained  by  reason  of  public  or  civic  duty,  or 
for  correctional  purposes,  including  among  others,  court 
houses,  schools,  colleges,  libraries,  museums,  exhibition 
buildings,  lecture  halls,  churches,  assembly  halls,  lodge 
rooms,  dance  halls,  theatares,  bath  houses,  hospitals,  asy¬ 
lums,  armories,  fire  houses,  police  stations,  jails  and  pas¬ 
senger  depots. 

NOTE: — Residence  Buildings.  Residence  buildings  are 

buildings  or  parts  of  buildings  in  which  sleeping  accommo¬ 
dations  are  provided,  except  such  as  may  for  other  reasons 
be  classed  as  public  buildings,  including  among  others, 
dwellings,  tenement  houses,  hotels,  lodging  houses,  dormi¬ 
tories,  convents,  and  studios  and  club  houses  having  sleep¬ 
ing  accommodations. 

NOTE: — Business  Buildings.  Business  buildings  are 

buildings  or  parts  of  buildings,  which  are  not  public  build¬ 
ings  or  residence  buildings,  including  among  others,  office 
buldings,  stores,  markets,  restaurants,  warehouses,  freight 
depots,  car  barns,  stables,  garages,  factories,  laboratories, 
smoke  houses,  grain  elevators  and  coal  pockets. 


ARTICLE  3. 
Bonds  and  Fees. 


§43.  Fees  for  Permits. 


Applicants  for  permits  under  the  provisions  of  this  chap¬ 


ter  shall  pay  annual  fees  as  follows : 

35.  Refrigerating  systems : 

Class  A  systems .  $20.00 

Class  B  systems . . .  10.00 

Class  C  systems  containing  over  six  pounds 

of  refrigerant  .  5.00 

Class  C  systems  containing  six  pounds  or 

less  of  refrigerant .  100 


ARTICLE  18. 
Refrigerating  Systems. 


Section  216. 
“  217. 

“  218. 

“  219. 

“  220. 

“  221. 

“  222. 

“  223. 

“  /  224. 
“  225. 

“  226. 

“  227. 

“  228. 


Permits. 

Supervision. 

Classification. 

Permissible  locations. 

Machinery  rooms  and  ventilation. 

Open  flames  and  electrical  equipment. 
Testing. 

Piping. 

Safety  devices. 

Size  of  safety  devices. 

Location  and  discharge  of  safety  devices. 
Operating  precautions. 

Equipment  diagrams. 


§216.  Permits. 

(a)  Except  as  hereinafter  provided  in  this  article  it 
shall  be  unlawful  to  maintain  or  operate  a  refrigerating 
system  without  a  permit. 

(b)  A  permit  will  not  be  required  for  a  Class  C  system 
when  maintained  or  operated  in  the  residence  portion  of  a 
dwelling  containing  not  more  than  two  families,  or  in  the 
residence  portions  of  either  a  tenement  house  or  a  business 
building. 

(c)  No  refrigerating  system  shall  be  maintained  or  op¬ 
erated  employing  a  refrigerant  other  than  those  specified 
in  this  article  without  a  permit  issued  upon  such  condi¬ 
tions,  consistent  with  the  provisions  of  this  article,  as  are 
deemed  by  the  fire  commissioner  necessary  in  the  interest 
of  public  safety. 

NOTE: — The  Fire  Chief  and  Commissioner  prescribed 
under  date  of  April  4,  1934,  the  following: 
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1.  That  the  refrigerants  dichlorodifluoromethane,  known 
as  “Freon”  (“Kinetic  No.  12”  also  “F-12")  CC1.F,  also 
dichlorotetrafluoroethane  (“F-114”)  CjCljFi  and  mono- 
fluorotrichloromethane  (“F-ll”  CFC13  are  non-flammable 
and  non-irritant,  unless  otherwise  hereinafter  provided,  and 
shall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances,  as 
such,  except,  when  used  in  a  room  or  rooms  in  which  there 
is  an  open  flame  or  apparatus  to  produce  an  open  flame, 
when  the  provisions  of  said  article  covering  irritant  re¬ 
frigerants  shall  apply. 

2.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  are  restricted  to  parts  of  a  building  so  specified  in 
Section  219  (b)  for  refrigerants  other  than  non-irritant 
and  non-flammable. 

3.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  used  for  air  conditioning  are  restricted  to  the  indi¬ 
rect  method  except  that  the  direct  method  may  be  used  in 
parts  of  a  building  so  specified  in  Section  219  (b)  for  re¬ 
frigerants  other  than  non-irritant  and  non-flammable. 

4.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  or  on  the 
stairways,  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
any  building. 

5.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un¬ 
less  the  entire  system  is  confined  in  a  fireproof  machinery 
room,  used  for  no  other  purpose,  and  in  which  no  open 
flame  shall  be  employed,  except  that  the  Class  “C”  system 
containing  not  more  than  10  pounds  of  refrigerant  may  be 
used  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
of  the  building  by  a  tight  fitting  self-closing  door  or  doors 
and  provided  with  a  window  or  windows  to  the  outside 
air.  All  open  flames,  and/or  apparatus  for  producing  an 
open  flame,  in  diet  kitchens  where  these  refrigerants  are 
used  shall  be  vented  to  the  outside  air  as  herinafter  re¬ 
quired  in  Paragraph  8. 

6.  That  refrigerating  systems  employing  F-ll ;  F-12  or 
F-114  may  be  installed  or  maintained  in  a  hospital  private 
room,  having  tight  partitions  and  tight  fitting  self-closing 
door  or  doors  and  where  not  more  than  two  persons  are 
helpless  and/or  given  medical  treatment,  provided  there  is 
no  open  flame  and/or  apparatus  for  producing  an  open 
flame  in  such  room  and  when  the  system  contains  not  more 
than  10  pounds  of  refrigerant. 

7.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  a  theatre 
and/or  motion  picture  theatre  unless  the  entire  system  is 
confined  in  a  fireproof  machinery  room,  used  for  no  other 
purpose,  and  in  which  no  open  flame  and/or  apparatus  to 
produce  such  open  flame  shall  be  employed. 

8.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  when  used  in  a  room  or  rooms  in  which  there  is  an 
open  flame  or  apparatus  to  produce  such  open  flame,  such 
open  flame  and/or  apparatus  shall  be  provided  with  a  hood 
and  independent  mechanical  ventilation  so  arranged  as  to 
convey  all  the  products  of  combustion  to  the  outside  of  the 
building.  This  provision  shall  apply  only  to  diet  kitchens 
of  hospitals  and  to  Class  “C”  systems  in  schools,  churches, 
dance  halls,  court  rooms,  police  stations,  jails,  asylums, 
subways,  passenger  depots,  rooms  opening  into  passenger 
depots  and/or  subways  and  such  other  places  as  are  deemed 
by  the  Fire  Commissioner  necessary  in  the  interest  of  pub¬ 
lic  safety. 

9.  That  each  refrigerating  machinery  room  in  any 
building  in  which  F-ll;  F-12  or  F-114  are  used,  shall  be 
maintained  vapor-tight  and  provided  with  tight  fitting,  self¬ 
closing  doors,  in  accordance  with  Section  220-1- (a). 

10.  That  each  refrigerating  machinery  room  in  which 
F-12  or  F-114  is  used,  shall  be  adequately  ventilated 

directly  to  the  outside  air  in  accordance  with  Section  220- 
(2)  a-b-c  and  d. 

11.  Tests  pressures  and  setting  of  safety  valves  for  sys¬ 
tems  employing  F-ll,  F-12  or  F-114,  shall  be  included  in 
Section  222  (a)  as  follows: 


Refrigerant  Column  No.  1  Column  No.  2  Column  No.  3 


F-ll 

25 

15 

15 

F-12 

180 

120 

135 

F-114 

60 

30 

30 

12.  That  the  size  of  pressure  relief  valves  for  systems 
in  which  F-ll,  F-12  or  F-114  is  employed,  shall  be  as 
follows : 

Capacity  of  System  Number  Required 

Up  to  30  tons  One  inch 

30  to  60  “  One  $4  “ 

60  to  100  “  One  1 

100  to  175  “  One  1}4  inches 

175  to  250  “  One  1$4  “ 

250  to  450  “  One  2 

450  to  900  “  Two  2 

13.  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con¬ 
form  with  Section  227-3  (e)  for  other  refrigerants. 

14.  That  all  other  sections  or  parts  of  Article  18  of  the 
Refrigerating  Code  not  so  mentioned,  shall  be  complied 
with. 

15.  That  refrigerating  systems  employing  F-ll,  F-12  or 
F-114,  installed  prior  to  May  19,  1932,  shall  be  inspected, 
and  if  found  to  comply  with  the  rules,  or  if  in  the  opinion 
of  the  Fire  Commissioner,  the  installations  are  of  a  non- 
hazardous  character,  a  permit  may  be  issued.  Installations 
which  have  been  made  in  hospitals,  theatres,  asylums  and 
places  of  public  assembly  shall  be  made  to  comply  strictly 
with  these  rules. 

(d)  A  permit,  where  required,  shall  be  applied  for 
forty-eight  hours  after  installation  is  completed,  contain¬ 
ing  the  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system. 

(e)  Only  the  refrigerant  specified  in  the  permit  shall 
be  used  in  the  system. 

(f)  Refrigerating  systems  to  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
to  such  conditions  as  are  deemed  necessary  by  the  fire 
commissioner. 


§217.  Supervision. 

(a)  No  refrigerating  system  containing  more  than  fifty 
(50)  pounds  of  refrigerant  shall  be  maintained  or  operated 
in  any  building  except  under  the  personal  supervision,  di¬ 
rection  or  control  of  either  a  duly  licensed  engineer  or  a 
person  who  has  obtained  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings. 
Where  the  system  contains  not  more  than  two  hundred 
(200)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required. 

(b)  No  Class  C  system  as  hereinafter  permitted  for 
exhibition  or  demonstration  purposes  shall  be  maintained 
or  operated  in  a  public  building  or  exhibition  hall  except 
under  the  personal  supervision,  direction  or  control  of 
either  a  duly  licensed  engineer  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings. 

(c)  Upon  receipt  of  such  certificate  the  applicant  there¬ 
for  shall  pay  an  annual  license  fee  as  follows :  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof  the  sum  of  $1  if 
such  renewal  be  applied  for  within  thirty  days  prior  to 
the  expiration  of  such  certificate.  Any  such  certificate  may 
be  revoked  or  suspended  for  cause  at  any  time  by  the 
commissioner  of  buildings. 


§218.  Classifications. 


(a)  The  total  amount  of  refrigerant  common  to  a  system 
operating  through  one  or  more  evaporators,  shall  be  con¬ 
sidered  the  capacity  of  the  system  and  determine  its  class. 

(b)  A  Class  A  system  is  a  system  containing  one  thou¬ 
sand  (1,000)  pounds  or  over  of  refrigerant,  or  capable  of 
thirty  (30)  tons  capacity  or  over. 

(c)  A  Class  B  system  is  a  system  capable  of  less  than 
thirty  (30)  tons  capacity,  or  containing  less  than  one  thou¬ 
sand  (1,000)  pounds  of  refrigerant  and  over  the  amounts 
provided  for  in  a  Class  C  system. 

(d)  A  Class  C  system  is  a  system  containing  not  more 
than  twenty  (20)  pounds  of  refrigerant. 
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§219.  Permissible  Locations. 

(a)  No  Class  A  or  Class  B  systems  shall  be  installed 
in  any  public  building  as  defined  by  section  70,  article  4,  of 
the  Building  Code,  until  plans  have  been  filed  with  and 
approved  by  the  fire  commissioner,  and  no  refrigerant 
shall  be  placed  in  the  system  until  a  permit  has  been  ob¬ 
tained  from  the  fire  commissioner. 

(b)  The  direct  method  of  refrigeration  shall  not  be 
used  in  any  building,  whether  or  not  a  permit  is  required 
for  installation  therein,  outside  of  the  refrigerating  ma¬ 
chinery  room  except  in  buildings  used  exclusively  for  ice 
making  or  for  refrigerating  purposes  or  both ;  when  not 
carried  above  the  first  floor  in  business  buildings;  in  the 
business  sections  of  business  buildings  provided  the  entire 
system  is  confined  to  one  floor  in  the  space  occupied  by  a 
single  tenant ;  in  the  business  section  of  a  residence  build¬ 
ing  when  not  carried  above  the  first  floor ;  in  a  residence 
building  occupied  by  not  more  than  two  families  or  in  any 
building  provided  a  non-irritant  and  non-flammable  refrig¬ 
erant  is  used. 

(c)  No  brine  shall  be  used  in  any  brine  circulating  sys¬ 
tem  that  will  generate  flammable  vapor  at  a  temperature 
below  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
open  cup  tester,  and  no  refrigerant  shall  be  used  as  a  brine. 

(d)  No  Class  A  system  using  ammonia  shall  be  in¬ 
stalled  or  maintained  in  any  building  above  the  first  floor 
level  unless  such  building  is  used  exclusively  for  icemaking 
or  refrigerating  purposes. 

(e)  Systems  on  demonstration  in  exhibition  halls  shall 
be  limited  to  the  unit  type  containing  not  more  than  ten 
(10)  pounds  of  refrigerant. 

(f)  No  refrigerating  system  employing  an  irritant 
and/or  flammable  refrigerant  shall  be  installed  or  main¬ 
tained  in  or  on : 

1.  The  stairways,  halls,  lobbies,  entrances,  exits,  audi¬ 
toriums  of  any  building. 

2.  Dance  hall,  court  room,  police  station,  jail,  subway, 
theatre,  motion  picture  theatre. 

3.  Waiting  or  public  rooms  in  a  railroad  passenger 
depot  and/or  rooms  opening  directly  therein. 

4.  Rooms  opening  directly  into  a  subway,  and/or  the¬ 
atre,  and/or  motion  picture  theatre  and/or  where  persons 
are  detained  and/or  confined. 

5.  A  school  unless  the  refrigerating  system  is  used  ex¬ 
clusively  for  instructions  or  research  purposes. 

6.  A  hospital  and/or  asylum  in  which  persons  are  con¬ 
fined  or  given  medical  treatment  and/or  helpless. 

7.  Unless  as  otherwise  required  by  this  section  the  re¬ 
frigerating  system  is  cut  off  from  the  building  by  un¬ 
pierced  fireproof  construction. 

The  aforementioned  provisions  do  not  apply  to  hermeti¬ 
cally  sealed  unit  systems  containing  not  more  than  six 
(6)  pounds  of  refrigerant  when  located  in  dance  halls, 
police  stations,  diet  kitchens  of  hospitals  and/or  laborato¬ 
ries  and  when  located  in  rooms  shut  off  from  the  rest  of 
the  building  by  tight  partitions  and  tight-fitting,  solid, 
self-closing  door  or  doors  and  located  in  a  room  having  a 
window  to  the  outside  air. 

(g)  An  intermittent  absorption  type  of  refrigerating 
machine  shall  not  be  permitted  in  a  Class  A  system.  Such 
a  type  of  machine  shall  be  permitted  in  a  Class  B  system 
only  when  a  heating  medium  of  low  pressure  steam  is  used 
in  its  operation. 

(h)  The  use  of  methyl  and  ethyl  chloride,  sulphur  diox¬ 
ide,  or  a  hydro-carbon  refrigerant  will  not  be  permitted 
in  Class  A  systems. 

(i)  A  Class  B  system  using  ethyl  chloride  or  a  hydro¬ 
carbon  refrigerant  shall  not  be  installed  or  maintained  in 
the  Borough  of  Manhattan  or  in  other  built-up  sections  of 
the  city.  Elsewhere,  it  shall  be  installed  or  maintained  only 
in  a  fireproof  building  of  not  more  than  one  story  in  height, 
and  shall  be  located  on  the  ground  floor,  which  shall  be  of 
unpierced  fireproof  construction.  The  refrigerating  ma¬ 
chinery  room  shall  be  cut  off  from  the  rest  of  the  building 
by  unpierced  fireproof  walls  of  not  less  than  eight  inches 


(8")  of  brick  or  six  inches  (6")  of  reinforced  concrete. 
Direct  exit  therefrom  leading  to  the  open  air  and  not  to 
any  other  part  of  the  building  shall  be  maintained  and 
shall  be  provided  with  vapor-tight,  self-closing,  fireproof 
door  or  doors. 

§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 

1.  Refrigerating  machinery  rooms. 

(a)  All  refrigerating  machinery  rooms  in  which  an 
irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en¬ 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room.  This  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 
which  it  opens. 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rooms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery 
room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  The  ven¬ 
tilation  shall  consist  of  a  window  or  windows  opening 
directly  to  the  open  air,  or  mechanical  means  capable  of 
exhausting  the  four  air  from  the  room. 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
the  outer  air,  a  total  area  of  inlet  and  outlet,  respectively, 
of  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 
mentioned  table. 

(c)  When  mechanical  means  are  used  they  shall  consist 
of  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type  which  shall  be  capable  of  removing  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col¬ 
umn  B  of  the  table  in  paragraph  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
less  than  that  specified  in  Column  C  of  the  above-men¬ 
tioned  table.  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  The  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  of 
the  refrigerating  machinery  room. 

(d) 


Pounds  of 
Refriger¬ 
ant  in 
System. 

Mechan¬ 
ical  Cu. 
Ft.  per 
Minute 
Discharge. 

Window  Area 
Meehan-  in  Sq.  Ft. 
ical  Sq.  for  each 

Ft.  Duct  Opposite 

Area.  Side. 

Window  Area 
in  Sq.  Ft.  for 
One  Side 
Only. 

A 

B 

c 

D 

E 

Up  to  ...  20 

150 

1/4 

1 

6 

SO 

250 

.  1/3 

1  1/2 

12 

100 

400 

1/2 

2 

16 

ISO 

550 

2/3 

2  1/2 

19 

200 

680 

2/3 

3 

25 

250 

800 

1 

3  1/2 

29 

300 

900 

1 

4 

32 

400 

1,100 

1  1/4 

4  1/2 

38 

500 

1,275 

1  1/4 

5 

42 

600 

1,450 

1  1/2 

6 

45 

700 

1,630 

1  1/2 

6  1/2 

48 
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800 

1,800 

2 

7 

51 

900 

1,950 

2 

7  1/2 

55 

1,000 

2,050 

2 

8 

59 

1,250 

2,350 

2  1/4 

9 

68 

1,500 

2,800 

2  1/2 

11 

78 

1,750 

3,150 

3 

12  1/2 

87 

2,000 

3,500 

3  1/2 

14 

95 

2,500 

4,150 

4 

16 

113 

3,000 

4,500 

4  1/2 

18 

130 

4,000 

6,000 

6 

24 

167 

5,000 

7,500 

7  1/2 

30 

204 

6,000 

9,000 

9 

36 

241 

7,000 

10,500 

10.5 

42 

278 

8,000 

12,000 

12 

48 

315 

9,000 

13,000 

13 

52 

342 

10,000 

14,000 

14 

56 

360 

12,000 

17,000 

17 

68 

425 

14,000 

19,000 

19 

75 

470 

16,000 

22,000 

22 

86 

540 

18,000 

24,000 

24 

92 

580 

20,000 

26,000 

26 

100 

630 

25,000 

33,000 

33 

121 

760 

30,000 

39,000 

39 

142 

870 

35,000 

44,000 

44 

155 

940 

40,000 

51,000 

51 

176 

1,060 

45,000 

56,000 

56 

190 

1,120 

least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (SO)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room. 


Refrigerant. 


Col.  1. 

High 

Pressure 

Side. 


Col.  2.  Col.  3. 
Low  Pressure  Side. 


With 

Safety 

Valves. 


Without 

Safety 

Valves. 


Ammonia  . 

Propane  . 

Methyl  chloride 
Sulphur  dioxide 

Iso-butane . . 

Butane  . . 

Ethyl  chloride  . . 
Dichloromethane  . 
Dichloroethylene  . 
Trichloroethylene 


1,500 

750 

1,000 

1,050 

520 

760 

300 

ISO 

225 

250 

115 

175 

155 

80 

120 

135 

100 

100 

90 

45 

70 

75 

35 

50 

30 

15 

25 

12 

12 

12 

12 

12 

12 

12 

12 

12 

Note-Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require¬ 
ments  specified  in  columns  “D”  and  “E”  of  this  table. 

.  (O  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed,  the  requirements  as  given  in  table  (d)  may 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
the  refrigerant  no  ventilation  shall  be  required. 

(f)  In  lieu  of  mechanical  means  of  ventilation  in  re¬ 
frigerating  machinery  room  or  rooms  where  a  Class  A 
system  or  a  Class  B  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  inch  (%")  orifice  spaced  not  more  than  eight 
teet  apart  in  any  direction,  and  such  system  shall  be 
located  above  all  the  refrigerating  apparatus  and  piping 
in  the  refrigerating  machinery  room.  Not  more  than  one 
head  shall  be  installed  on  a  ^-inch  pipe;  five  heads  on  a 
1-inch  pipe  six  heads  on  a  1^-inch  pipe.  The  deluge  sys¬ 
tem  shall  be  permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
inch  can  be  maintained  on  the  inlet  side  of  the  main  con¬ 
trol  valve  or  valves  at  all  times.  The  control  valve  or 
valves  for  such  water  deluge  system  shall  be  manually 
operated  easily  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

Open  Flames  and  Electrical  Equipment. 

XT  1-  Open  flames. 

No  fire-flame  or  arc  light  will  be  permitted  in  a  Class  A 
or  B  refrigerating  machinery  room  in  which  a  flammable 
refrigerant  is  used. 

2.  Electrical  equipment. 

(f).  .AH  Class  A  and  B  systems  refrigerating  systems 
containing  more  than  fifty  (50)  pounds  of  refrigerant  shall 
have  an  emergency  switch  controlling  all  of  the  electricallv- 
operated  refrigerating  machinery  or  the  remote  control  of 
such  a  switch  located  outside  of  the  refrigerating  machin¬ 
ery  room  where  it  can  be  quickly  reached  and  operated  in 
case  of  necessity. 

(b)  Where  the  operating  mechanism  in  any  system  is 
dependent  upon  electrical  control,  such  control  in  a  pressure 
™  device  shall  be  on  a  closed  circuit.  Nothing  herein 
ntained  shall  require  a  hand  reset  on  an  automatic  type 
of  refrigerating  machine.  v 

§222.  Testing. 

Every  part  of  any  refrigerating  system,  except  pres¬ 
sure  gauges  and  control  mechanism,  shall  be  tested  to  at 
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§223.  Piping. 

1.  Piping. 

(a)  All  piping,  liquid  receivers  or  vessels  containing  the 
refrigerant,  shall  be  supported  on  or  by  strong  and  durable 
materials.  This  provision  shall  not  apply  to  Class  C  in¬ 
stallations. 

(b)  The  arrangement  of  stop  valves,  relief  devices,  etc., 
when  used  shall  be  as  shown  on  the  diagram  for  Class  A 
and  B  systems  in  section  228. 

*•  nV,ery  system  which  may  be  charged  after  installa¬ 

tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

(a)  Liquid  level  gauge  glasses,  except  those  of  the  bull’s 
eye  type,  shall  have  automatic  closing  shut-off  valves  and 
such  glasses  shall  be  adequately  protected  against  injury 
by  slotted  metal  casings. 

§224.  Safety  Devices. 

1.  Construction  and  setting. 

(a)  Pressure  relief  valves,  pressure  limiting  devices  and 
rupture  members  shall  be  set  to  prevent  the  pressure  ex¬ 
ceeding  the  test  pressure.  The  pressure  at  which  the  device 

set  *°  function  shall  be  indicated  thereon.  (See  section 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 
relief  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
of  required  size  are  used,  and  so  arranged  that  only  one 
piessuie  relief  device  can  be  cut  off  for  repair  purposes  at 
any  one  time. 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 
and  in  which  the  pressure  will  equalize  throughout  the 
system  when  the  pressure  imposing  element  is  not  in  opera¬ 
tion  may  be  protected  by  only  one  pressure  relief  device 
located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

low  pressure  side  of  a  Class  A  ammonia  sys¬ 
tem  shall  be  provided  with  a  hand-operated  valve  for  dis¬ 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency. 

Ju6  amrn,0,nia  mixer  shall  be  constructed  of  steel 
and  shall  be  capable  of  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch. 

(c)  No  valve  shall  be  located  in  the  ammonia  emergency 
discharge  line  except  the  manually-operated  valve  discharg¬ 
ing  into  the  water  and  ammonia  mixer,  but  there  may  be 
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one  stop  valve  located  inside  the  building  for  repair  pur¬ 
poses  only.  This  valve  shall  be  sealed  open  and  labeled 

K(d)P  Th? manually  operated  pressure  relief  valve  shall  be 
located  in  a  locked  box  which  can  be  opened  by  members  of 
the  Fire  Department  by  means  of  a  Fire  Department  key 
The  door  of  the  box  shall  be  on  the  public  thoroughfare 
side  of  the  building  in  an  easily  accessible  1 location  a"d  not 
less  than  eighteen  (18)  inches  or  more  than  five  (5)  ieet 
above  the  sidewalk  level.  The  box  shall  be  permanently 
labeled  having  letters  of  not  less  than  one  (1)  inch  reading 
“For  Fire  Department  Use  Only.”  The  relief  valve  Jail  be 
labeled  “Ammonia.”  A  sign  shall  be  posted  within  the  box 
reading  “Do  Not  Open  Valve  Until  Water  Is  Flowing. 

(e)  A  single  standard  three  (3)  inch  fire  department 
connection  shall  be  provided  through  which  the  necessary 
water  may  be  supplied  to  the  mixer  The  fire  department 
connection  shall  be  located  near  the  box  and  not  less  than 
eighteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
above  the  sidewalk  level  and  shall  be  permanently  labeled 
having  letters  not  less  than  one  (1)  inch  reading  io  Am¬ 
monia  Mixer.”  A  check  valve  so  set  as  to  prevent  gases 
from  reaching  the  fire  department  connection  shall  be  in¬ 
stalled  in  the  water  line  between  the  fire  department  con¬ 
nection  and  the  water  and  ammonia  mixer. 

(f)  The  fire  department  shall  have  sole  use  ot  the 
mixer  and  supply  the  necessary  water. 

(g)  In  systems  using  over  twenty-seven  thousand 
(27,000)  pounds  of  ammonia  there  shall  be  provided  one 
additional  water  and  ammonia  mixer  for  each  twenty-seven 
thousand  (27,000)  pounds  of  ammpnia  or  fraction  thereof 
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so  used  in  excess.  .  . 

(h)  The  ammonia  mixer  and  its  connection  for  a  Uass 
A  system  shall  conform  to  the  diagram  in  section  228. 

§225.  Size  of  Safety  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  be  as  follows  : 

CO2  and 

Other 

Capacity 

Ethane,  No. 

Refrigerants, 

of  System. 

Req.,  Size. 

No.  Req.,  Size. 

Up  to  30  tons . 

.  1—54" 

1— Uz" 

30  to  60  tons . 

.  1 — 34'" 

1 — 'Va. 

60  to  100  tons . 

.  1-54' 

l—i" 

100  to  175  tons . 

.  I-1//' 

1—154" 

175  to  250  tons . 

.  1  -H" 

1—154" 

250  to  450  tons . 

.  l—l" 

1—2" 

450  to  900  tons . 

2 — 2" 

(b)  Where  rupture  members  are  permitted  and  used,  the 
equivalent  area  of  the  relief  valve  specified  must  be  pro¬ 
vided. 

(c)  Fusible  plugs  may  be  used  on  all  Class  C  systems 
and  on  all  Class  B  systems  of  the  hermetically  sealed  com¬ 
pression  type  containing  not  more  than  fifty  (50)  pounds 
of  refrigerant.  The  free  discharge  opening  shall  be  one- 
sixteenth  (1/16)  inch  in  diameter. 

§228.  Location  and  Discharge  of  Safety  Devices. 

1.  Location. 

(a)  A  pressure  limiting  device  shall  be  provided  on  the 
high  pressure  side  of  each  water-cooled  refrigerating  sys¬ 
tem  containing  more  than  six  (6)  pounds  of  refrigerant. 
A  pressure  relief  valve  shall  be  provided  on  the  high  pres¬ 
sure  side  of  each  water-cooled  refrigerating  system  con¬ 
taining  twenty  (20)  pounds  or  more  of  refrigerant,  but  it 
shall  not  be  necessary  to  discharge  the  refrigerant  to  the 
outside  air  or  water  tank  from  any  such  refrigerating  sys¬ 
tem  containing  fifty  (50)  pounds  or  less  of  refrigerant,  any 
other  provision  of  this  chapter  to  the  contrary  notwith¬ 
standing. 

(b)  Each  compressor  or  generator  of  a  Class  A  or  B 
system  containing  more  than  100  pounds  of  refrigerant 
shall  be  protected  by  a  pressure  relief  valve  connected  into 
the  high  pressure  side  between  the  main  stop  valve  and  the 
compressor  or  generator  to  relieve  excessive  pressure  as 
hereinafter  provided. 
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RULES 


(c)  A  rupture  member  may  be  substituted  for  the  relief 
valve  in  C02  systems  or  systems  operating  below  atmos¬ 
pheric  pressure. 

(d)  Shell  type  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  of 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(50)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 
oft.  by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided. 

.  ^ass  C  systems  and  Class  B  systems  containing 
fifty  (oO)  pounds  or  less  of  refrigerant  so  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
as  that  generated  in  a  fire,  they  may  burst  due  to  the  ex- 
pansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 
relief  device. 

(f)  A  pressure  relief  valve  will  be  required  on  the  low 
pressure  side  of  a  Class  B  system  into  which  the  relief 
valve  or  valves  on  the  high  pressure  side  discharge,  as  so 
shown  on  equipment  diagram  of  section  228-2. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  224,  3. 
If  it  is  discharged  to  the  outside  atmosphere  it  must' be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
grade.  The  discharge  from  more  than  one  relief  valve 
may  be  run  into  a  common  header,  the  area  of  which  shall 
be  equal  to  the  area  of  the  pipes  connected  thereto.  The 
outlet  orifice  shall  be  turned  downward. 

•  ^Vhere  more  than  fifty  (50)  pounds  of  ammonia 

in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  for 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
be  used  for  no  purpose  except  ammonia  discharge.  At 
least  one  gallon  of  fresh  water  shall  be  provided  for  every 
pound  of  ammonia  contained  in  the  system.  The  water 
used  shall  be  prevented  from  freezing  without  the  use  of 
sak  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  {%)  of  No.  11  U  S 
gauge  iron.  No  horizontal  dimensions  of  the  tank  shali  be 
greater  than  one-half  (y2)  the  height.  The  tank  shall  have 
a  hinged  cover  or,  if  of  the  enclosed  type,  shall  have  a 
vent  hole  at  the  top.  All  pipe  connections  shall  be  through 
he  top  of  the  tank  only.  The  discharge  pipe  from  the 
pressure  relief  valves  shall  discharge  the  ammonia  in  the 
center  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
ecurely  supported  as  any  other  portion  of  the  system 
ihere  shall  be  no  opening  in  the  tank  below  the  water  level 
.(c)  Where  more  than  fifty  (50)  pounds  of  any  re- 
tngerant  other  than  ammonia  is  used  the  discharge  from 
relief  valves  shall  be  to  the  atmosphere  as  specified  for 
uSS  j  .amm?ma  systems.  Carbondioxide  may  be  dis- 
r^rged  *nto  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used 
.n  dJ  Arrangements  of  pressure  relief  devices  for  Class  A 
d  B  systems  shall  conform  to  the  diagrams  in  section  228. 

§227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos- 
oremaskseSSUre  be  provided  with  at  least  two  helmets 

nninL  **  a  ClaSS  -B  sys,tem  in  which  more  than  fifty  (50) 
pounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re¬ 
frigerant  is  used,  there  shall  be  provided  at  least  one  hel¬ 
met  or  mask. 

tlJCTT  °nJy  helmets  or  masks  that  have  been  approved  by 

refrigerant  °£  Mines  as  ^tabk  for  the 

[„  ”gera.1?t  employed  shall  be  used,  and  they  shall  be  kept 

£  °1£™t*v.e  condition  in  an  easily  accessible  case  or  cab- 

prv  r  caiecl  immediately  outside  the  refrigerating  machin¬ 
ery  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  more 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  painted 
on  and  affixed  in  a  permanent  manner  to  the  main  steam 
control,  main  electrical  and  remote  control  switches  re¬ 
ceivers,  condensers,  shell  type  coolers,  signs  having  letters 
not  less  than  one  and  one-half  inches  (1  ]/2")  high  desig- 

TM_Part  and  ^frigerant  contained  therein. 

•  lbC  1  he  s?ller  of  ?very  Class  A  or  B  system  shall  fur- 
msh  the  purchaser  with  a  sign  bearing  his  name  at  least 
8/2  by  11  in  size,  which  gives  the  rated  refrigeration 
capacity  and  the  quantity  and  kind  of  refrigerant  required 
tor  the  satisfactory  operation  of  the  system  and  the  pur¬ 
chaser  shall  conspicuously  and  permanently  display  this 
sign  in  the  machinery  room.  The  quantity  and  name  of 
the  proper  refrigerant  content  and  the  rated  refrigeration 
capacity  shall  be  stamped  on  all  Class  C  systems  near  to 
or  on  the  name  plate. 

a  ^  j  r>The  following  information  shall  be  posted  in  Class 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  of 
refrigerant  is  used:  (a)  The  names  and  addresses  of  the 
engineers  or  operators  in  charge;  (b)  Location  of  nearest 
fire  alarm  box ;  (c)  The  name,  address  and  telephone  number 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instruc¬ 
tions  for  safely  shutting  down  the  plant  in  case  of  emer- 
gency . 

3.  Storage  of  refrigerant. 

ci,  Refrigerant  not  contained  in  the  refrigerating  system 
shall  be  stored  only  in  flammable  or  irritant  containers  con¬ 
forming  to  the  regulations  prescribed  by  the  Interstate  Com- 
merce  Commission  for  the  transportation  of  such  refrigerant 
A?'  Oidy  i two  containers  holding  not  more  than  a  total’ 
of  three  hundred  (300)  pounds  of  flammable  or  irritant  re- 

r  sb^|  be  Astored  in  the  refrigerating  machinery 
rooms  of  a  Class  A  system. 

?nlLone/1c°Iltainer  holding  not  more  than  one  hun¬ 
dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
room  of  a  Class  B  system. 

(d)  In  a  Class  C  system  no  refrigerant  other  than  that 

used  in  the  system  shall  be  stored  in  the  refrigerating 
machinery  room.  6  s 

(e)  If  a  greater  amount  of  flammable  or  irritant  re- 
ingerant  is  desired  other  than  that  permitted  in  a  refrig- 
erating  machinery  room,  it  shall  be  stored  in  a  fireproof 
building  or  enclosure  used  for  no  other  purpose. 

..  u  u  Vuej-thve  refr,1gerant  is  withdrawn  from  a  system 
it  shall  be  discharged  into  a  suitable  absorbent  or  con¬ 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  such 
refrigerant  No  refrigerant  shall  be  permitted  to  escape 
mto  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  svstem 
frige^aiit110118  pen°d  of  charging  or  withdrawing  the  re- 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 
Adopted  by  the  Board  of  Aldermen  December  13  1927. 
Received  from  his  Honor  the  Mayor  December  30’  1927 
Without  his  approval  or  disapproval  thereof;  therefore  as 
provided  in  section  40  of  the  Greater  New  York  Charter 
the  same  took  effect  as  if  he  had  approved  it.  ’ 


ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refuse 
to  comply  with  any  provisions  of  this  chapter,  in  addition 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall 
upon  conviction,  be  punished  by  a  fine  of  not  more  than 
or  by  imprisonment  not  exceeding  six  months,  or  by 
both  such  fine  and  imprisonment. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

3 17-35-A— ' Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 
938-22-SA— Johnson  Improved  Rotary  Fuel  Oil  Burner. 
1279-25-SA— Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2j4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand- 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA—  Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Ivraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 


97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie’  Elevator  Shaft  Door  Switch. 

1 58- 35-SA — Easy  way  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

175-35-SA — National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

274-35-SA — Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 

15-36-SA — Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 
56-36-SA— York  Horizontal  Rotary  Oil  Burner. 
60-36-SA— General  Automatic  Oil  Burners,  Models  A 
and  FM. 

73-36-SA — Richfield  Oil  Burner,  Pressure  Gun  Type. 
84-36-SA — Stuhler  Oil  Burner,  Model  R. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  zvill  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . - . 

Street . 

P.  O . . 

My  Subscription  is  to  begin  with  the  issue  for . — . 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 
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Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan. 


Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 
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Telephone— WOrth  2-0184. 

Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays  9  a.  m.  to 
12  noon. 

All  communications  should  he  addressed  to  the  chairman  of 

the  board 
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1053-27-BZ. 

Approved  Fuel  Oil  Pumps. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Fire  Drill  Rules. 

Reserve  Calendar. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any 
and  will  be  called  in  Room  1013,  Monday  April  27,  1936* 
at  2  o  clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  May  4,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

•Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  April  22,  1936 

Cal.  No.  Department  Premises  Affected 

98-36-BZ . D.B.B . 2939  West  29th  street,  east  side, 

320  ft.  south  of  Mermaid  ave¬ 
nue  (Block  7052,  Lot  82), 
Borough  of  Brooklyn, 

Applic.  2425-36. 


99-36-BZ . D.B.Q . 8414  Forest  parkway  (83rd 

street)  west  side,  91.60  ft. 
south  of  Park  Lane  south 
(Block  12,  Lots  288,  325  and 
327),  Forest  Hills,  Borough 
of  Queens, 

Applic.  5083-35. 


100-36-BZ . D.B.M . 130-134  West  52nd  street,  south 

side,  300  ft.  east  of  7th  ave¬ 
nue  and  135-137  West  51st 
street  (Block  1004,  Lots  13, 
14,  50,  51  and  52),  Borough 
of  Manhattan, 

Applic.  39-36. 


101-36-S . D.B.B . 199-201  South  Portland  avenue, 

east  side,  84  ft.  north  of  At¬ 
lantic  avenue  (Block  2004, 
Lot  5),  Borough  of  Brooklyn, 
7258-L.D. 


102-36-SA . F.D . Cole  Draft  Governor, 

Appliance. 


103-36-S . D.B.M . 200-204  William  street  and  18- 

24  Frankfort  street,  northeast 
corner  (Block  120,  Lot  7), 
Borough  of  Manhattan, 

Decision. 


104-36-BZ . D.B.B . 1270-1276  McDonald  avenue, 

west  side,  440  ft.  south  of 
Avenue  J  (Block  5483,  Lot 
29),  Borough  of  Brooklyn, 

Applic.  2949-36. 


Restored  to  Calendar 

282-35-BZ . D.B.B . 1159-1167  Utica  avenue  and 

5002-5010  Clarendon  road, 
southeast  corner  (Block  4771, 
Lots  1  and  78),  Borough  of 
Brooklyn,  Applic.  11258-35. 


275-25-BZ . D.B.B . 88-110  Crown  street,  south 

side,  220  ft.  west  of  Bedford 
avenue  (Block  1294,  Lot  22), 
Borough  of  Brooklyn, 

Decision. 


270-35-BZ . D.B.Bx . 339-349  Brook  avenue,  west 

side,  40  ft.  north  of  East 
141st  street  (Block  2286,  part 
of  Lot  65),  Borough  of  The 
Bronx,  Decision. 


47-35-SA . F.D . Ace  Rotary  Oil  Burner  and 

Chalmers-Ace  Oil  Burner, 

Appliance. 


259-25-SA . F.D . Electrol  Automatic  Oil  Burner, 

Model  TCV,  Appliance. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 


forms  . Aug. 

Concrete  Flat  Slabs.  Rules .  Mar. 

Concrete  Rules  (Hydrated  Lime)... Apr. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors)  ....  .Jan. 

Factory  Exit  Rules..... . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . Mar. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . •.••••. . Nov. 

Platform  Trucks,  Specifications  for. Apr. 

Plumbing  Rules  . Apr. 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.Apr. 
Smoking  in  Factories,  Rules  for.... July 

Sprinkler  Rules  . Apr. 

Standpine  Fireline  Rules . . . Mar. 

Structural  Alterations.  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . Apr. 

Tank  Trucks,  Gasoline,  etc . ...Apr. 


Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


2,  1932— Vol.  17,  No.  31 

10,  1936— Vol.  21,  No.  10 

28,  1936— Vol.  21,  No.  17 

3,  1936— Vol.  21,  No.  9 

1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 

28,  1935— Vol.  20,  No.  22 

28,  1936— Vol.  21,  No.  17 

24,  1936— Vol.  21,  No.  12 

14,  1936— Vol.  21,  No.  15 

21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

21,  1936— Vol.  21,  No.  16 

27,  19.34— Vol.  19,  No.  48 

7,  1936— Vol.  21,  No.  14 

28,  1936— Vol.  21,  No.  17 

25,  1936— Vol.  21,  No.  8 

21,  1936— Vol.  21,  No.  16 

9,  1935— Vol.  20,  No.  28 

14,  1936— Vol.  21,  No.  15 

24,  1936— Vol.  21,  No.  12 

7,  1932— Vol.  17,  No.  23 

7,  1936— Vol.  21,  No.  14 

7,  1936— Vol.  21,  No.  14 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . Mar. 

Fireline  Hose  Valves . Mar. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar. 

Fuel  Oil  Fill  Pipe  Terminals . Mar. 

Fuel  Oil  Burners  for  Industrial  Use.Mar. 

Fuel  Oil  Pumps . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Apr. 


S.  1935 — Vol.  20.  No.  10 
10,  1936— Vol.  21,  No.  10 

31,  1936— Vol.  21,  No.  13 
10,  1936— Vol.  21,  No.  10 
10,  1936— Vol.  21,  No.  10 
28,  1936— Vol.  21,  No.  17 

26,  1935— Vol.  20,  No.  48 

14,  1936— Vol.  21,  No.  15 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  April  18,  1936,  Messrs.  Jenks  &  Rogers,  attorneys,  served  on 
board,  petition  and  order  of  certiorari  for  Gelkom  Realty  Corpora¬ 
tion,  owner,  in  re  decision  of  March  31,  1936,  refusing  request  to 
reopen  application  for  gasoline  station  in  business  district,  granted 
by  board  November  8,  1933,  but  which  grant  was  reversed  by  the 
Court  of  Appeals,  at  premises  1312-1314  Fifth  avenue,  northwest 
corner  110th  street,  Borough  of  Manhattan;  Cal.  No.  249-33-BZ. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  27,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

349-35-BZ. 

APPLICANT — Bulkley  &  Horton  Company,  for  T.  A. 

Clarke  Co.,  and  Gulf  Refining  Co.,  owners. 
PREMISES — 1119-1143  Atlantic  avenue  and  1296-1312 
Bedford  avenue,  northwest  corner  (Block  No. 
2022,  Lot  Nos.  1  and  37),  Borough  of  Brooklyn. 
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APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an 
existing  gasoline  service  station. 

359-35-BZ. 

APPLICANT— Louis  Danancher,  for  John  L.  Quenzer, 
owner. 

PREMISES — 172-01  Grand  Central  parkway  and  82-11 
I72nd^  street,  northeast  corner  (Block  No.  7050, 
Lot  No.  1),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  use  “F”  area  district  the  erec¬ 
tion  of  a  porch  within  the  15  ft.  set  back  required 
by  the  building  zone  resolution. 


67-36-BZ. 

APPLICANT  Thomas  J.  Donovan,  for  Louisa  Mingino, 
John  Farrell,  Bridget  Farrell,  Edwin  Construction 

rmr-ifTn^'n  ^nc,>  and  Jaace  Realty  Co.,  Inc.,  owners. 

PREMISES — 103-105  Crown  street,  north  side,  280  ft 
west  of  Bedford  avenue  (Block  No.  1287,  Lot  Nos. 
61,  62,  63,  66,  67  and  68),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  and  com- 
bination  of  two  (2)  existing  garages  for  more 
than  five  (5)  motor  vehicles  by  the  inclusion  of  a 
forty  (40)  foot  plot  in  between  them. 


APRIL  28,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
's  .an(T  ^PPea*s  a  public  hearing  under  the  provisions 

mi? U1  zone  reso^ut'oni  Tuesday  morning,  April 

28,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  234-35-BZ— Application,  September  4,  1935;  dis¬ 
missed  for  lack  of  prosecution  October 
29,  1935 ;  reopened  and  restored  to  cal¬ 
endar  March  10,  1936,  under  section  21 
of  the  building  zone  resolution,  of 
Larry  Meltzer,  applicant,  on  behalf  of 
Katie  Kirshenbaum,  owner,  to  permit 
in  a  residence  use  “D”  area  district  the 
erection  and  maintenance  of  a  one- 
story  one-car  private  garage;  premises 
1065  Hopkinson  avenue  and  1360-1370 
Linden  boulevard,  southeast  corner 
(Block  No.  3641,  Lot  No.  28),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  2-36-BZ— Application,  January  3,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Max  Dreyfuss,  applicant,  on  behalf 
of  Romabe  Realty  Corporation,  owner, 
to  permit  in  a  residence  use  “F”  area 
district  the  erection  and  maintenance 
of  a  multiple  dwelling  not  conforming 
with  the  requirements  of  the  building 
zone  resolution  as  to  set  back  from  the 
building  line  and  as  to  area;  premises 
83-02  to  83-10  Parsons  boulevard  and 
150-54  to  150-62  Grand  Central  park¬ 
way,  southwest  corner  (Block  No.  2601 
(6717),  Lot  Nos.  96  and  99),  Jamaica, 
Borough  of  Queens. 


cal.  no.  28-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Paul  Miller,  applicant,  on  be¬ 
half  of  Revelation  Realty  Corp., 
owner,  to  permit  in  a  business  district 
the  change  of  occupancy  of  an  existing 
building  to  a  motor  vehicles  repair 
shop;  premises  3112  Jerome  avenue, 
east  side,  20  ft.  south  of  East  204th 
street  (Block  No.  3321,  Lot  No.  35), 
Borough  of  The  Bronx. 

CAL.  NO.  296-35-BZ— Application,  October  25,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  William  Pechter,  applicant,  on 
behalf  of  Monroe  Realty  and  Mort¬ 
gage  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a 
temporary  period  of  two  (2)  years; 
premises  1751-1767  Coney  Island  ave¬ 
nue,  east  side,  165  ft.  south  of  Avenue 
N  (Block  No.  6749,  Lot  Nos.  83,  86 
and  89),  Borough  of  Brooklyn. 


cal.  no.  32-36-BZ— Application,  February  17,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jerome  Eisner,  applicant,  on 
behalf  of  Annie  T.  Matthies,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  business 
building  (stores)  ;  premises  2196  Grand 
Concourse,  east  side,  166.60  ft.  south 
of  East  182nd  street  (Block  No.  3157, 
Lot  No.  23),  Borough  of  The  Bronx! 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  28,  1936,  2  P.  M. 


Appeals  from  Administrative  Orders 

58-36-A— 79-91  Wythe  avenue,  79-95  North  10th  street 
northeast  corner  and  80-98  North  11th  street 
(Block  No.  2296,  Lot  No.  1),  Borough  of 
Brooklyn. 


UO-OO-A- 


-cviQ-tuoj  btillwell  avenue  and  2559-2563  86th 
street  northwest  corner  (Block  No.  6860  Lot 
No.  28),  Borough  of  Brooklyn. 


Variations  of  Labor  Law 

36-36-S— 248  Lorimer  street,  east  side,  65  ft.  1  in  north  of 
Broadway  (Block  No.  3086,  Lot  No.  2)  Bor¬ 
ough  of  Brooklyn. 

87-36-S— 151-155  Atlantic  avenue,  north  side,  141  ft.  6  in. 

west  of  Clinton  street  (Block  No.  275,  Lot 
Nos.  7  and  8),  Borough  of  Brooklyn. 

Appliances  Submitted  for  Approval 
93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
96-36-SA— Silent  Heet  Oil  Burner,  Model  C. 


Building  Zone  Applications 


NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ai”ds  ana  Appeals  of  a  public  hearing  under  the  provisions 
in,<rUlldlog  ,z?nc;  ^solution,  Tuesday  afternoon,  April 
28,  1936,  at  2  o  clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 
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cal.  no.  93-33-BZ— Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  T.  H.  Fraser  Mort¬ 
gage  Corp.,  owner,  reopened  January 
21,  1936,  under  section  7c  of  the 
building  zone  resolution,  to  permit 
partly  in  an  unrestricted  district  and 
partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  246-250  At¬ 
lantic  avenue,  southwest  corner  of 
Boerum  place  (Block  No.  278,  Lot 
Nos.  38,  39  and  40),  Borough  of 
Brooklyn. 

cal.  no.  336-35-BZ— Application,  November  23,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Stein  and  Wiener,  applicants, 
substituted  for  Abraham  M.  Schwartz, 
on  behalf  of  Sarah  Gordon,  owner,  to 
permit  in  a  business  district  the  change 
of  occupancy  of  an  existing  building  to 
a  motor  vehicle  repair  shop;  premises 
3312  Boston  road,  east  side,  208.15  ft. 
north  of  Gun  Hill  road  (Block  No. 
4732,  Lot  No.  12),  Borough  of  The 
Bronx. 

cal.  no.  604-31-BZ— Application  of  Glynn,  Smith  and 
Nairns,  applicants,  on  behalf  of  Four 
Nassau  Realty  Corporation,  owner,  re¬ 
opened  February  4,  1936,  under  section 
21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  60-16  Main 
street,  northwest  corner  of  Nassau 
boulevard  (Block  No.  6382,  "Lot  No. 
25),  Flushing,  Borough  of  Queens. 

cal.  no.  4-36-BZ — Application,  January  7,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants, 
on  behalf  of  Julius  Bichovsky,  owner, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  133-54  Lef- 
ferts  boulevard,  northwest  corner  of 
135th  (Dumont)  avenue  (Block  No. 
2580,  Lot  No.  1),  Richmond  Hill,  Bor¬ 
ough  of  Queens. 

cal.  no.  20-36-BZ — Application,  January  31,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  James  A.  Trow¬ 
bridge,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion ;  premises  101  East  108th  street 
and  1481-1483  Park  avenue,  northeast 
corner  (Block  No.  1636,  Lot  No.  1), 
Borough  of  Manhattan. 

cal.  no.  335-35-BZ — Application,  November  22,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Paul  R.  Silverstein, 
applicant,  on  behalf  of  Anna  Gidseg, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
warehouse,  garage  for  five  (5)  motor 
vehicles  and  loading  platform ;  prem¬ 
ises  167-02  to  167-09  108th  road,  north 
side,  117  ft.  5  in.  west  of  Merrick  road 


(Block  No.  1241,  Lot  No.  18),  Jamaica, 
Borough  of  Queens. 

cal.  no.  338-35-BZ — Application,  November  26,  1935,  un¬ 
der  section  21  of  the  building  zone 
resolution,  of  George  Alexander,  Jr., 
applicant,  on  behalf  of  Avenue  D 
Building  Co.,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing 
building  to  a  motor  vehicle  repair 
shop ;  premises  1599-1609  Flatbush  ave¬ 
nue,  southeast  corner  of  Avenue  H 
and  802  East  32nd  street  (Block  No. 
7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY.  MAY  4.  1936.  AT  2  P.  M. 

Building  Zone  Cases 

101-32-BZ. 

APPLICANT — Samuel  Greenbaum,  for  Tliema  Rosen, 
owner. 

PREMISES — 2871  Bailey  avenue,  west  side,  107.59  ft. 
south  of  West  230th  street  (Block  No.  3264,  Lot 
Nos.  70  and  79),  Borough  of  The  Bronx. 

APPLICATION,  under  7h  of  the  building  zone  resolution 
(reopened  February  18,  1936), 

TO  PERMIT  in  a  business  district  for  a  period  not  greater 
than  two  (2)  years,  the  parking  or  storage  of 
more  than  five  (5)  motor  vehicles  on  a  lot  or  plot 
unbuilt  upon. 

31-36-BZ. 

APPLICANT — Adam  Koser,  for  John  Benson,  owner. 

PREMISES — 631  Henderson  avenue  and  169  Elm  street, 
northeast  corner  (Block  No.  157,  Lot  No.  170), 
West  New  Brighton,  Borough  of  Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  building  having  stores  on  the 
first  story  and  dwellings  above. 

38-36- BZ. 

APPLICANT — Lama  and  Proskauer,  for  Broad  Holding 
Corporation,  owner. 

PREMISES — 32-01  Utopia  parkway,  southwest  corner  of 
Cross  Island  boulevard  (Block  No.  4939,  Lot  No. 
1),  Bayside,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


MAY  5.  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  5, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  599-31-BZ — Application  of  Irving  Fenichel,  app’i- 
cant,  on  behalf  of  Sajamo  Realty  Cor- 
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poration  and  the  Nostrand  Sanitary 
Cleansing  Corporation,  owners,  re¬ 
opened  February  18,  1936,  under  sec¬ 
tions  7 a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business 
district  the  extension  of  a  dry  cleaning 
establishment;  premises  237-239  Nos¬ 
trand  avenue,  east  side,  25  ft.  north  of 
Kosciusko  street  (Block  No.  1779,  Lot 
Nos.  2  and  3),  Borough  of  Brooklyn. 

CAL.  NO.  35-36-BZ — Application,  February  14,  1936,  under 
section  7e  of  the  building  zone  resolu¬ 
tion,  of  Joseph  W.  Genzardi,  applicant, 
on  behalf  of  Hugo  C.  Cook,  owner,  to 
permit,  in  a  business  district  the  further 
extension  of  a  garage  for  more  than 
five  (5)  motor  vehicles,  existing  prior 
to  1916 — permission  to  extend  was 
granted  by  the  board  under  Cal.  No. 
1272-24-BZ;  premises  2311  St.  Ray¬ 
monds  avenue,  north  side,  95  ft.  east 
of  Glover  street  (Block  No.  3990,  Lot 
Nos.  12,  13  and  25),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  5,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

65-36-A — 350-352  Third  avenue,  west  side,  26  ft.  8  in.  south 
of  East  26th  street  (Block  No.  881,  Lot  Nos. 
45  and  46),  Borough  of  Manhattan. 

71-36-A — 3402-3424  Foster  avenue,  south  side,  540  ft.  west 
of  East  37th  street  (Block  No.  4982),  Borough 
of  Brooklyn. 

Building  Zone  Applications 

AOTICE  IS  HEREB\  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May 
5,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,. excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 


cal.  no.  293-31-BZ — Application  of  J.  &  V.  Beach  Holding 
Corporation,  applicant  and  owner,  re¬ 
opened  April  14,  1936,  for  considera¬ 
tion  as  to  extension  of  permit — re 
Application,  previously  granted  under 
section  7f  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station  for  a  temporary 
period ;  premises  southeast  corner  of 
Layton  avenue  and  Shore  drive  (Block 
No.  5467,  Lot  No.  1),  Borough  of  The 
Bronx. 


cal.  no.  30-36-BZ — Application,  February  14,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  Meyer  Randolph 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  708 
Bedford  avenue  and  15-17  Lynch 
street,  northwest  corner  (Block  No 


2230,  Lot  No.  37),  Borough  of  Brook¬ 
lyn. 

cal.  no.  328-34-BZ  Application  of  Henry  Nordheim,  appli¬ 
cant,  on  behalf  of  Max  Mirowitz, 
owner,  reopened  March  24,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein — re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1449  Vyse  avenue,  west  side,  100 
ft.  south  of  Jennings  street  (Block  No. 
2987,  Lot  No.  33),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  11,  1936.  AT  2  P.  M. 

Building  Zone  Cases 

351-26-BZ. 

APPLICAN1  Saul  Goldsmith,  for  Edgemont  Realty 
Corporation,  owner. 

PREMISES— 178-186  Parkside  avenue  and  333-345  Ocean 
avenue,  southeast  corner  (Block  No.  5054,  Lot  No. 
6),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7b  and  21  of  the  building 
zone  resolution  (reopened  March  31,  1936), 

10  PERMIT,  partly  in  a  residence  district  and  partly  in 
a  business  district  the  extension  in  height  of  an 
existing  building  used  for  business  purposes 
(stores)  previously  granted  by  the  board. 

61-36-BZ. 

APPLICANT — John  J.  Cromshow,  for  Abraham  B.  Cox, 
owner. 

PREMISES— 1235-1239  Second  avenue  and  248-252  East 
65th  street,  southwest  corner  (Block  No.  1419,  Lot 
Nos.  26-28),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

fO  I  ERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 

68- 36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Joseph  P.  Day, 
Inc.,  owner. 

P REMISES — 40-48  Brighton  11th  street  (Hoff  street), 
west  side,  ol4  ft.  11  in.  south  of  Neptune  avenue 
(Block  No.  7516,  Lot  No.  2386),  Borough  of 
Brooklyn. 

APPLIC A 1  ION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use,  “C”  area  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and,  also,  the  omis¬ 
sion  of  the  required  rear  yard. 

69- 36-BZ. 

APPLICANT — William  P.  Hennessy,  Assistant  Engineer 
for  Department  of  Public  Buildings  and  Offices, 
for  City  of  New  York,  owner. 

PREMISES — 5511-5629  19th  avenue,  northeast  corner  of 
57th  street  (Block  No.  5495,  Lot  No.  1),  Borough 
of  Brooklyn. 
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APPLICATION,  under  section  7 a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  carpenter 
shop,  welding  shop,  asphalt  roller  storage  and 
storage  shed. 


MAY  12,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  12, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  270-35-BZ — Application  of  Leo  Bradspies,  appli¬ 
cant,  on  behalf  of  Herman  Stursberg 
Realty  Co.,  owner,  reopened  April  21, 
1936,  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a 
business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5) 
motor  vehicles ;  premises  339-349 
Brook  avenue,  west  side,  40  ft.  north 
of  East  141st  street  (Block  No.  2286, 
part  of  Lot  No.  65),  Borough  of  The 
Bronx. 

cal.  no.  282-35-BZ — Application  of  Edward  T.  McGetrick, 
applicant,  on  behalf  of  Bay  Parkway 
Holding  Corporation,  owner,  reopened 
April  21,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  withdrawn)  ;  premises 
1159-1167  Utica  avenue  and  5002-5010 
Clarendon  road,  southeast  corner 
(Block  No.  4771,  Lot  Nos.  1  and  78), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  12,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May 
12,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  : 

cal.  no.  410-31 -BZ — Application  of  Edward  L.  Kelly,  ap¬ 
plicant,  on  behalf  of  Louise  De  Vito, 
owner,  reopened  April  14,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  previously  granted 


under  section  7f  of  the  building  zone 
resolution,  permitting  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  for  a  tem¬ 
porary  period;  premises  175-14  Horace 
Harding  boulevard,  south  side,  117.71 
ft.  west  of  Utopia  parkway  (Block  No. 
2661,  Lot  No.  26),  Flushing,  Borough 
of  Queens. 

cal.  no.  46-33-BZ — Application  of  Alex  Litman,  applicant 
and  owner,  reopened  April  14,  1936, 
for  consideration  as  to  extension  of 
permit  —  re  Application,  previously 
granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  use  and  mainte¬ 
nance  of  a  plot  of  ground  for  parking 
space  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ; 
premises  south  side  of  Edgemere  ave¬ 
nue,  from  Beach  52nd  street  to  Beach 
53rd  street  (Block  No.  343,  Lot  No. 
45),  Edgemere,  Borough  of  Queens. 

cal.  no.  641-30-BZ — Application  of  Michael  Shanley,  appli¬ 
cant,  on  behalf  of  2508  Broadway. 
Inc.,  owner,  reopened  March  17,  1936 
for  rehearing  on  revised  proposition 
(matter  having  been  referred  back  to 
the  board  by  Order  of  the  Court)  re 
Application,  under  sections  21  and  7f 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  maintenance  of  a  gasoline  service 
station  for  a  further  period  of  two 
(2)  years  (previously  granted  for  a 
temporary  period)  ;  premises  south 
side  of  Hillside  avenue,  41  ft.  east  of 
207th  street  (Block  No.  1508,  Lot  Nos. 
3,  4  and  5),  Queens  Village,  Borough 
of  Queens. 

cal.  no.  275-25-BZ — Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  Mary  T.  Beatty, 
owner,  reopened  April  21,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  district 
the  alteration  of  a  garage  for  more 
than  five  (5)  motor  vehicles  (permis¬ 
sion  to  erect  which  was  previously 
granted  by  the  board)  so  as  to  provide 
a  vehicular  opening  at  rear  with  pas¬ 
sageway  across  the  rear  lot  to  Mont¬ 
gomery  street;  premises  88-110  Crown 
street,  south  side,  220  ft.  west  of  Bed¬ 
ford  street  (Block  No.  1294,  Lot  No. 
22),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE _ 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  thev  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  APRIL  21,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  April  14,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
April  14,  1936,  were  approved  as  printed  in  Bulletin  No.  16, 
Vol.  XXL 


BUILDING  ZONE  CASES 

641-30-BZ. 

APPLICANT — Michael  Shanley,  for  2508  Broadway,  Inc., 
owner. 

SUBJECT— Application  reopened  March  17,  1936,  for  re¬ 
hearing  on  revised  proposition  (matter  having 
been  referred  back  to  the  board  by  Order  of  the 
Court)  re  Application  (decision  of  the  commis¬ 
sioner  of  buildings)  under  sections  21  and  7f  of 
the  building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  further  period  of  two  (2)  years  (previ¬ 
ously  granted  for  a  temporary  period). 

PREMISES  AFFECTED — South  side  of  Hillside  avenue, 
41  ft.  east  of  207th  street  (Block  No.  1508,  Lot 
Nos.  3,  4  and  5),  Queens  Village,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant— George  H.  Ward,  Michael  Shan¬ 
ley  and  Julia  Shanley. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1936,  at  2 
p.m.  Applicant  to  file  revised  plans. 


30-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Meyer  Ran¬ 
dolph,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 708  Bedford  avenue  and  15-17 
Lynch  street,  northwest  corner  (Block  No.  2230, 
Lot  No.  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Archie  Samuels. 

For  Opposition  :  Herbert  Bayevsky. 

ACTION  OF  BOARD— Laid  over  to  May  5,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 

67-33-BZ. 

APPLICANT — Michael  Glick,  for  Harry  Weissberg, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7f  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
maintenance  of  a  gasoline  service  station — previ¬ 
ously  granted  by  board  for  a  temporary  period 
which  has  expired  (reopened  September  24,  1935). 

PREMISES  AFFECTED — 3900  Baychester  avenue  and 
1225  East  233rd  street,  northeast  corner  (Block 
No.  4955,  Lot  No.  1),  Borough  of  The  Bronx. 

appearances- 

For  Applicant:  Michael  Glick. 

For  Opposition:  L.  C.  Squire,  Department  of 
Parks. 

ACTION  OF  BOARD — Resolution  amended  to  extend 
permit. 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(67-33-BZ) 

Whereas,  Michael  Glick,  for  Harry  Weissberg,  owner, 
filed  February  17,  1933,  an  application  under  the  building 
zone  resolution  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station ;  prem¬ 
ises  3900  Baychester  Avenue  and  1225  East  233rd  Street 
northeast  corner  (Block  No.  4955,  Lot  No.  1),  Borough 
of  The  Bronx;  and 

Whereas,  this  application  was  granted  for  a  tempo- 
rary  period  of  two  years,  June  13,  1933,  in  certain  condi¬ 
tions  ;  and 

Whereas,  this  period  has  expired  and  applicant  re¬ 
quested  a  reopening  of  the  case  and  an  extension  of  the 
temporary  period ;  and 

Whereas,  this  case  was  reopened  by  vote  of  the  board 
September  24,  1935;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standard  and  Appeals  at  its  regular 
meeting  April  21,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  233d  Street  is  a  busi¬ 
ness  use  district,  Baychester  Avenue  and  Grenada  Place 
are  residence  and  business  use  districts;  and 
Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  January  2,  1936,  reads: 

“Your  request  of  December  30,  1935,  for  an  exten¬ 
sion  of  permit  for  occupancy  of  gasoline  service  sta¬ 
tion  at  northeast  corner  of  233d  Street  and  Baychester 
Avenue,  in  the  Borough  of  The  Bronx,  located  in  a 
business  district  is  hereby  denied  as  the  permit  for 
which  was  granted  upon  the  approval  of  the  Board 
of  Standards  and  Appeals  on  June  13,  1933— Calendar 
No.  67-33-BZ  for  a  temporary  period  of  two  years 
from  June  13,  1933,  now  expired  and  the  approval 
of  the  Board  of  Standards  and  Appeals  must  be  ob¬ 
tained  for  any  extension  of  permit  to  occupy  prem¬ 
ises  as  gasoline  service  station.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  117.6  ft.  on  East 
233rd  Street  and  55.6  ft.  on  Baychester  Avenue  upon 
which  is  located  a  gasoline  service  station  previously 
granted  by  the  Board,  the  conditions  of  the  resolution 
having  been  complied  with  except  that  the  building  on  the 
plot  extends  2  ft.  beyond  the  limit  of  the  station;  and 
Whereas,  the  board  deemed  that  in  view  of  the  fact 
that  there  has  been  substantially  no  improvement  in  the 
surrounding  neighborhood  that' the  variation  should  be 
extended  for  an  additional  period  of  two  years. 

Resolved,  that  the  resolution  adopted  by  the  Board  on 
June  13,  1933,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  the  term  of  the  permit,  so  that  as 
amended  this  resolution  will  read  : 

“ granted  for  a  period  of  two  years  under  Section 
7(f)  from  the  date  of  this  amended  resolution  on 
condition  that  other  than  as  amended  as  to  the  term, 
the  resolution  of  the  Board  of  June  13,  1933,  shall 
be  substantially  complied  with  and  that  the  wire  fence 
shall  be  located  substantially  on  the  interior  lines  of 
the  area  permitted  in  the  resolution.” 

1236-27-BZ. 

APPLICANT — Archie  H.  Samuels,  for  Dorothy  Rehder, 
owner. 
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SUBJECT — Application  reopened  March  31,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
previously  granted  under  section  7f  of  the  building 
zone  resolution,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service 
station  for  a  temporary  period. 

PREMISES  AFFECTED — Southeast  corner  of  Wood- 
haven  boulevard  and  163rd  avenue  (Block  No. 
4046,  Lot  No.  63),  Aqueduct,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Archie  H.  Samuels. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended  to  extend 
permit. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

“Absent  .  0 

THE  RESOLUTION— 


(1236-27-BZ) 

Whereas,  This  application,  affecting  premises  southeast 
corner  of  Woodhaven  boulevard  and  163rd  avenue,  (Block 
4046,  lot  63),  Aqueduct,  Borough  of  Queens,  was  granted 
by  the  Board  May  29,  1928,  on  certain  conditions,  time  to 
complete  work  expired  and  the  case  was  reopened  January 
9,  1934  and  application  granted  May  1,  1934,  under  the  pro¬ 
visions  of  section  7  subdivision  F  for  a  temporary  period 
of  two  years ;  a  writ  of  certiorari  was  obtained  but  was 
withdrawn  and  the  case  was  again  reopened  March  31, 
1936 :  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  April  21,  1936  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  in  order  that  the  board  might  be  informed  at 
this  hearing,  a  committee  of  the  board  inspected  this  site 
under  appeal  and  the  surrounding  area  on  April  16,  1936, 
and  reported  that  the  conditions  are  the  same  as  when  the 
variation  was  originally  granted ;  and 

Whereas,  the  board  deemed  that  the  temporary  varia¬ 
tion  should  be  extended. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  May  1,  1934,  to  extend  the 
variation  for  a  temporary  period  of  two  years  from  the 
date  of  this  amended  resolution,  under  Section  7,  Subdi¬ 
vision  F  of  the  Building  Zone  Resolution ;  that  other  than 
as  amended  herein  the  resolution  adopted  May  1,  1934, 
shall  be  complied  with  in  all  respects. 


414-20-BZ. 

APPLICANT — Ashley  and  Booth,  for  Rose  Ash,  owner. 
SUBJECT — Application  reopened  March  31,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 


previously  granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  on  a  plot  of  ground 
in  a  residence  district  the  maintenance  for  a 
temporary  period  of  eighty  (80)  individual  garages 
to  be  rented  to  persons  not  residing  on  the  prem- 
ises. 

PREMISES  AFFECTED — Southwest  corner  of  West 
186th  street  and  Laurel  Hill  terrace  (Block  No. 
2149,  Lot  No.  84),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  James  R.  Ashley  and  Everett  L. 
Booth. 

For  Opposition :  L.  C.  Squire,  Department  of 
parks 

ACTION  OF  BOARD — Resolution  amended  to  extend 
permit. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Blum  and  Assistant  Chief  Walsh .  3 

Negative:  Commissioner  Savage  .  1 

Absent  .  0 

THE  RESOLUTION— 

(414-20-BZ) 


Whereas,  this  application,  affecting  premises  southwest 
corner  of  West  186th  street  and  Laurel  Hill  Terrace  (Block 
No.  2149,  Lot  No.  84),  Borough  of  Manhattan,  was  grant¬ 
ed  by  the  board  July  20,  1920,  for  a  temporary  period  of 
two  years,  the  period  extended  July  11,  1922,  July  15,  1924, 
September  22,  1925,  September  30,  1927,  October  2,  1928, 
September  24,  1929,  and  March  27,  1934,  and  applicant  re¬ 
quests  a  further  extension;  and 

Weif.reas,  this  application  was  reopened  by  vote  of  the 
board  March  31,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  April  21,  1936,  after  due  notice  by  publication  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  board  deemed  that  the  temporary  period 
should  be  extended  there  having  been  no  substantial  change 
in  the  surrounding  area  since  the  prior  extensions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  September  24,  1929  so  far 
as  it  has  reference  to  the  period  of  time  for  which  the 
variation  was  granted,  so  that,  as  amended  the  resolution 
shall  read : 

“Granted  under  Section  7,  Subdivision  F,  for  a  tem¬ 
porary  period  of  two  years  from  the  date  of  this 
amended  resolution,  on  condition  that  the  single  car 
garages  shall  be  limited  to  eighty;  that  theie  shall  be 
no  gasoline  sold  on  the  premises ;  that  any  existing 
gasoline  equipment  below  grade  shall  be  permanently 
sealed  and  that  the  entrance  to  this  plot  shall  be  ex¬ 
clusively  from  West  186th  Street.” 


Adjourned,  11  :55  a.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Budding,  Manhattan.  Price  35c 
(paper  covered),  50c  (leather  bound)  ;  by  mail,  three  cents 
per  copy  must  be  added  for  postage. 


MULTIPLE  DWELLING  LAW  ON  HALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  APRIL  21,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

328-34-BZ. 

APPLICANT — Henry  Nordheim,  for  Max  Mirowitz, 
owner. 

SUBJECT — Application  reopened  March  24,  1936,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
October  22,  1935,  as  to  the  conditions  imposed 
therein — re  Application  (decision  of  the  commis¬ 
sioner  of  buildings)  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  residence  dis¬ 
trict  the  change  of  occupancy  of  an  existing  build¬ 
ing  to  a  garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period. 

PREMISES  AFFECTED — 1449  Vyse  avenue,  west  side, 
100  ft.  south  of  Jennings  street  (Block  No.  2987, 
Lot  No.  33),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Henry  Nordheim  and  S.  S.  Mey¬ 
ers. 

For  Opposition  :  Joseph  Levy,  Alvin  I.  Perlmutter, 
J.  S.  Shultz,  I.  E.  Reitman,  Theresa  Driscoll, 
L.  G.  Rica  and  M.  Gaperatein. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


282-35-BZ. 

APPLICANT — Edward  T.  McGetrick,  for  Bay  Parkway 
Holding  Corporation,  owner. 

SUBJECT — Application  for  reopening — restoration  to  cal¬ 
endar,  having  been  previously  withdrawn — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 1159-1167  Utica  avenue  and 
5002-5010  Clarendon  road,  southeast  corner  (Block 
No.  4771,  Lot  Nos.  1  and  78),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Edward  T.  McGetrick. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  May  12,  1936.  at  10 
a.m.  Applicant  to  notify  property  owners  in  the 
affected  area  by  registered  mail  not  later  than 
May  1,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


275-25-BZ. 

APPLICANT — John  J.  Beatty,  for  Mary  T.  Beatty,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 88-110  Crown  street,  south 
side,  220  ft.  west  of  Bedford  avenue  (Block  No. 
1294,  Lot  No.  22),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant:  John  J.  Beatty. 

AC  riON  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  May  12,  1936,  at 
2  p.m.  Applicant  to  notify  property  owners  in  the 
affected  area  by  regular  mail  not  later  than  May  1, 
1 936.  ’ 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N egative  . *  ’  q 

Absent  .  o 


270-35-BZ. 


ArrLlLA:\  i  Leo  Bradspies,  for  Herman  Stursberg 
Realty  Co.,  owner. 

EJECT  Application  for  reopening — new  proposition 
reducing  size  of  plot — re  Application  (decision  of 
the  commissioner  of  buildings  under  sections  7h 
and  21  of  the  building  zone  resolution,  to  permit 
in  a  business  district  the  maintenance  of  a  parking 
space  for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFF EC  TED — 339-349  Brook  avenue,  west 
side,  40  ft.  north  of  East  141st  street  (Block  No 

.  ^286,  part  of  Lot  No.  65),  Borough  of  The  Bronx. 

APPEARANCES — 

For  Applicant:  Leo  Bradspies. 

For  Opposition  :  Ernest  Veltung. 

ACTION  Oh  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  May  12,  1936,  at  10 
a.m.  Applicant  to  notify  property  owners  in  the 
affected  area  by  registered  mail  not  later  than 
May  1,  1936. 

THE  VOTE  TO  REOPEN— 


Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . . *  q 

Absent  .  o 


1238-18-BZ. 

APPLICANT  Irving  M.  Fenichel,  for  Morrisania  Stock 
Farms,  Inc.,  owner. 

OBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7 a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  a  milk  distributing 
station  and  stable  (previously  granted  for  the 
conversion  of  a  stable  into  a  garage  for  more  than 
5  motor  vehicles  (reopened  October  29,  1935). 

PREMISES  AFFECTED — 883  Tinton  avenue,  west  side, 
126.13  ft.  north  of  East  161st  street  (Block  No.’ 
2658,  Lot  No.  57),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  withdrawn  by  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  q 

Absent  .  q 


216-29-BZ. 

APPLICANT.  Abram  ShleOtein,  for  Helen  Eckerman, 
owner. 

SUBJECT— Application  reopened  March  24,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
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under  section  7f  of  the  building  zone  resolution, 
permitting  in  a  business  district  the  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED— Southwest  corner  of  Nassau 
boulevard  and  Little  Neck  road  (Block  No.  4108, 
.  Lot  No.  100),  Little  Neck,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Abram  Schlefstein. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage,  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(216-29-BZ) 

Whereas,  this  application  affecting  premises  southwest 
corner  of  Nassau  boulevard  and  Little  Neck  road  (Block 
No.  4108,  Lot  No.  100),  Little  Neck,  Borcugu  oi  Queens, 
was  granted  by  the  board  for  a  temporary  period  of  two 
years  under  Section  7,  Subdivision  F,  May  28,  1929,  period 
extended  April  26,  1932,  and  March  27,  1934,  and  owner  re¬ 
quested  a  further  extension ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  March  24,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  April  21,  1936,  after  due  notice  by  publication  and 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  there  has  been  no  substantial  change  in  the 
neighboring  area  since  this  application  was  granted,  and 
the  board  deemed  that  the  temporary  period  should  be 
extended. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
May  28,  1929,  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  the  term  of  the  permit,  so  that  as 
amended  this  resolution  will  read : 

“granted  for  a  temporary  period  of  two  years,  under 
Section  7(f),  from  the  date  of  this  amended  resolu¬ 
tion,  on  condition  that  the  resolution  as  adopted  on 
May  28,  1929  shall  be  otherwise  complied  with.” 


18-36-BZ. 

APPLICANT — Capitol  Theatre  Bus  Terminal,  Inc.  (les¬ 
see),  for  Messmore  Kendall,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings  under  sections  7c.  7e  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  extension  of  an  existing  parking  space 
for  more  than  five  (5)  motor  vehicles  and  the 
erection  of  a  building  for  a  bus  terminal. 

PREMISES  AFFECTED— 236-250  West  51st  street,  south 
side,  100  ft.  east  of  8th  avenue  and  237-247  West 
50th  street  (Block  No.  1022,  Lot  Nos.  54  to  60 
inch,  5,  6,  8,  9  and  part  of  Lot  No.  10),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  Bernard  Sobol  and  H.  J.  Williams. 
For  Opposition :  L.  C.  Cohen  and  Benjamin  Mill- 

stein. 

ACTION  OF  BOARD — Decision  of  commissioner  of 
buildings  reversed. 

THE  VOTE  TO  AFFIRM  THE  DECISION  OF  COM¬ 


MISSIONER  OF  BUILDINGS — 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(18-36-BZ) 


Whereas,  Capitol  Theatre  Bus  Terminal,  Inc.  (lessee), 
for  Messmore  Kendall,  owner,  filed  January  30,  1936,  an 


application  under  the  building  zone  resolution  to  permit 
in  a  business  use  district  the  extension  of  an  existing 
parking  space  for  more  than  five  (5)  motor  vehicles  and 
the  erection  of  a  building  for  a  bus  terminal ;  premises : 
236-250  West  51st  street,  south  side,  100  ft.  east  of  8th 
avenue  and  237-247  West  50th  street  (Block  No.  1022, 
Lot  No.  54  to  60  inclusive,  5,  6,  8,  9  and  part  of  lot  10), 
Borough  of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  applica¬ 
tion  by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  21,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  West  51st  street  is  in 
a  business  use  district;  West  50th  street  is  in  a  business 
and  retail  use  district;  8th  avenue  is  in  a  business  and 
retail  use  district;  and  Broadway  is  in  a  business  and 
retail  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  January  29,  1936,  re  N.B.  161-35,  reads: 

“(2)  Not  more  than  five  (5)  cars  can  be  parked 
on  entire  premises.  Plans  show  that  eighteen  (18) 
cars  could  be  parked  on  the  entire  premises  which  is 
a  violation  of  section  4,  subdivision  15  of  the  Build¬ 
ing  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  155  ft.  on  West  51st  street,  155 
ft.  on  West  50th  street  and  a  depth  of  200  ft.  10  in. 
upon  which  are  located  four  5  story  tenements  and  a 
public  garage — all  of  which  are  to  be  removed.  Upon  the 
plot  in  qu-estion  it  is  proposed  to  erect  a  one  story  and 
mezzanine  waiting  room  and  office  structure  and  also 
driveways  for  a  bus  terminal ;  and 

Whereas,  a  committee  of  the  board  visited  these  prem¬ 
ises,  report  of  which  committee  was  read  at  the  hearing 
and  which  report  follows : 

REPORT  OF  COMMITTEE 
Cal.  No.  18-36-BZ. 

Premises:  236-250  West  51st  street,  south  side,  100 
ft.  east  of  8th  avenue  and  237-247  West  50th  street 
(Block  1022,  Lots  54  to  60,  Inc.,  5,  6,  8,  9  and  part 
of  10),  Manhattan. 

April  9,  1936. 

The  proposed  use  of  these  premises  is  as  a  waiting 
station  or  waiting  place  where  bus  passengers  are 
received  and  discharged.  The  only  motor  vehicles 
are  the  buses  which  enter  upon  the  premises  solely 
for  this  purpose  and  are  owned  or  controlled  by  com¬ 
panies  which  have  arranged  to  make  such  use  of  the 
premises.  They  do  not  store  them  there  nor  park 
them  transiently  with  those  in  control  of  the  premises 
for  a  storage  rental  or  a  parking  fee.  Each  bus  is  at 
all  times,  while  on  the  premises,  in  control  of  a  per¬ 
son  capable  of  operating  it. 

A  portion  of  these  premises  has  been  used  in  this 
way  for  some  months  and  it  is  now  proposed  to  ex¬ 
tend  the  area  and  erect  a  substantial  building  as  a 
waiting  room  with  open  driveways  at  either  side 
where  buses  may  be  berthed  for  the  convenient  load¬ 
ing  and  unloading  of  passengers.  No  gasoline  or  oil 
is  to  be  sold  or  dispensed  and  no  repairing  carried  on. 

After  inspection  of  these  premises  and  considera¬ 
tion  of  the  proposed  occupancy,  the  committee  is  of 
the  opinion  that  the  use  proposed  as  herein  described 
is  neither  storage  nor  parking  and  accordingly  not  a 
use  prohibited  in  a  business  use  district  under  the 
zoning  resolution,  section  4(a),  subdivision  15. 

There  can  be  a  clear  differentiation  between  a 
waiting  station  or  waiting  place  such  as  is  proposed 
here  and  a  bus  terminal  where  buses  are  stored  or 
garaged  while  not  in  use  for  a  period  longer  than  as 
is  necessary  for  the  unloading  and  loading  of  pas¬ 
sengers. 
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Upon  the  understanding  that  this  plot  is  not  to  be 
used_  for  parking  or  storage  within  the  meaning  of  the 
prohibition  in  section  4(a),  subdivision  IS,  the  com¬ 
mittee  recommends  that  the  decision  of  the  commis¬ 
sioner  of  buildings  be  reversed. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

,  Committee, 

and 

Whereas,  under  section  242A  of  the  Greater  New  York 
Charter,  this  board  is  empowered  to  determine  and  vary 
the  application  of  the  building  zone  resolution;  and 
Whereas,  the  report  of  committee  declares  that  the 
proposed  use  as  described  in  that  report  is  not  contrary 
to  the  provisions  of  the  building  zone  resolution ;  and 
Whereas,  the  Board  herebv  determines  that  the  pro¬ 
posed  use  as  described  in  the  report  of  committee  is  a 
lawful  conforming  use  and  that  the  applicant  is  entitled 
to  a  permit  for  the  use  as  therein  described. 

.  Resolved,  that  the  decision  of  the  commissioner  of  build- 
mbs  be  and  it  hereby  is  reversed. 


19-36-BZ. 

APPLICANT — Empire  State  Lines,  Inc.,  for  S.  J.  Reek- 
ford,  et  al.,  Executors  for  Estate  of  L.  J.  Reek- 
ford,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7 h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  storage  and  parking  of  more  than 
five  (5)  motor  vehicles  as  a  bus  terminal. 

PREMISES  AFFECTED — 555-557  West  167th  street  and 
1142-1144  St.  Nicholas  avenue,  northeast  corner 
(Block  No.  2124,  Lot  Nos.  40  and  41),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  Gilbert  Lazarus. 

For  Opposition :  L.  C.  Cohen. 

ACTION  OF  BOARD — Decision  of  commissioner  of 
buildings  reversed. 

THE  VOTE  TO  AFFIRM  THE  DECISION  OF  COM¬ 


MISSIONER  OF  BUILDINGS— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(19-36-BZ) 


Whereas,  Empire  State  Lines,  Inc.,  for  S.  J.  Reckford, 
et  ah,  executors  for  Estate  of  L.  J.  Reckford,  owners,  filed 
January  30,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  use  district  the  storage 
and  parking  of  more  than  five  (5)  motor  vehicles  as  a  bus 
terminal ;  premises:  555-557  West  167th  street  and  1142- 
t|44  St.  Nicholas  avenue,  northeast  corner  (Block  No. 
2124,  Lot  Nos.  40  and  41),  Borough  of  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  21,  1936,  after  due  notice  by  publication  in 
me  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  St.  Nicholas  avenue  is  in 
business  and  residence  districts;  Audubon  avenue  is  in 
business  and  residence  districts;  and  West  167th  street  is 
in  business  and  residence  districts;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  December  30,  1935,  (App.  No.  17-1935), 
reads  * 

Approval  of  this  application  is  denied  as  being  con¬ 
trary  to  the  provisions  of  Article  II,  Section  4,  Para¬ 


graph  (a),  sub-division  15,  zone  resolution,  as  amend¬ 
ed  June  28,  1935,  which  prohibits  the  storage  or  park¬ 
ing.  of  more  than  five  motor  vehicles  on  a  plot  in  a 
business  district,  and  is  also  contrary  to  the  opinion 
of  the  Corporation  Counsel  dated  August  16,  1935,  in 
relation  to  bus  terminals.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  98  ft.  1  in.  on  West  167th  street,  54  ft. 
1  in.  on  St.  Nicholas  avenue  and  a  distance  of  114  ft.  3  in. 
along  the  north  lot  line.  There  is  located  on  the  plot  a 
one-story  structure,  28  ft.  6  in.  by  20  in.  in  area,  occupied 
as  a  restaurant — proposes  to  occupy  the  remainder  of  the 
plot  as  a  bus  terminal ;  and 

Whereas,  a  committee  of  the  board  visited  these  prem¬ 
ises,  report  of  which  committee  was  read  at  the  hearing 
and  which  report  follows : 

REPORT  OF  COMMITTEE. 

Cal.  No.  19-36-BZ. 

Premises:  555-557  West  167th  street,  1142-1144  St. 
Nicholas  avenue,  N.E.C.  (Block  No.  2124,  Lot  Nos.  40 
and  41),  Borough  of  Manhattan. 

April  9th,  1936. 

It  is  proposed  to  occupy  these  premises  as  a  waiting 
station  or  waiting  place  where  buses  may  enter  and 
stand  for  the  purpose  of  receiving  and  discharging 
passengers.  The  buses  are  owned  by  the  company 
leasing  the  premises  for  this  purpose.  The  company 
does  not  propose  to  store  them  there  nor  park  them 
there  transiently  for  a  fee  paid  to  others  for  their 
safekeeping  ..  Each  bus  will  at  all  times,  while  on  the 
premises,  be  in  control  of  a  person  capable  of  operat¬ 
ing  it.  No  gasoline  or  oil  is  to  be  sold  or  dispensed 
and  no  repairing  done. 

The  committee  of  the  board  has  inspected  the  prem¬ 
ises  and  considered  the  proposed  occupancy  and  is  of 
the  opinion  that  the  use  as  herein  described  is  legal 
under  the  zoning  resolution  and  is  neither,  storage 
nor  parking  and  hence  not  a  prohibited  use  within  the 
meaning  of  subdivision  15  of  Section  4(a). 

There  can  be  a  clear  differentiation  between  a  wait¬ 
ing  station  or  waiting  place  such  as  is  proposed  here 
and  a  bus  terminal  where  buses  are  stored  or  garaged 
while  not  in  use  and  for  a  period  longer  than  as  is 
necessary  for  the  unloading  and  loading  of  passengers. 

Upon  the  understanding  that  this  plot  is  not  to  be 
used  for  parking  or  storage  within  the  meaning  of  the 
prohibition  in  Section  4(a),  Subdivision  15,  the  com¬ 
mittee  recommends  that  the  decision  of  the  Commis¬ 
sioner  of  Buildings  be  reversed. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  under  Section  242A  of  the  Greater  New  York 
Charter,  this  board  is  empowered  to  determine  and  vary 
the  application  of  the  Building  Zone  Resolution ;  and 
Whereas,  the  report  of  committee  declares  that  the  pro¬ 
posed  use  as  described  in  that  report  is  not  contrary  to  the 
provisions  of  the  Building  Zone  Resolution ;  and 
Whereas,  the  board  herebv  determines  that  the  proposed 
use  as  described  in  the  report  of  committee  is  a  lawful 
conforming  use  and  that  the  applicant  is  entitled  to  a 
permit  for  the  use  as  therein  described. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  reversed. 


618-29-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Essanarr  Ser¬ 
vice  Stations,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
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buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 651-661  New  York  avenue, 
northeast  corner  of  Hawthorne  street  (Block  No. 
4815,  Lot  Nos.  1  and  64),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Application  reopened  and 


resolution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(618-29-BZ) 


Whereas,  this  application  affecting  premises  651-661  New 
York  avenue,  northeast  corner  of  Hawthorne  street  (Block 
No.  4815,  Lot  Nos.  1  and  64),  Borough  of  Brooklyn,  was 
granted  by  the  board  May  16,  1933  on  certain  conditions 
and  the  resolution  amended  from  time  to  time  and  appli¬ 
cant  now  requests  amendment  as  to  signs. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  there  shall  be  erected  on  the  two  interior  lot  lines  a 
masonry  wall  not  less  than  7  ft.  in  height,  which  may  be 
racked  back  at  Hawthorne  street  and  New  York  avenue, 
starting  with  4  ft.  in  height  and  at  the  rate  of  one  ft.  in 
four  ft. ;  that  the  accessory  building,  including  office  build¬ 
ing  and  building  for  housing  all  grease  pits  installed  and 
any  other  accessory  buildings,  shall  be  located  towards  the 
rear  of  plot,  and  that  the  walls  of  these  accessory  build¬ 
ings  may  be  incorporated  in  the  lot  line  wall  herein  re¬ 
quired  ;  that  the  area  shall  be  either  cement  paved  or 
covered  with  crushed  blue  stone ;  that  there  shall  be 
erected  along  the  street  line  a  concrete  curb,  12  in.  in 
width  and  6  in.  in  height,  with  openings  therein  not  over 
25  ft.  in  width,  with  curb  cuts  not  exceeding  30  ft.  in 
width  opposite  these  openings  in  the  concrete  curb ;  that 
there  shall  be  not  over  two  (2)  openings  on  New  York 
avenue  and  not  over  one  opening  on  Hawthorne  street, 
which  last  named  openings  shall  be  within  35  ft.  of  the 
intersection  between  Hawthorne  street  and  New  York 
avenue  and  that  no  part  of  any  opening  shall  be  closer 
than  10  ft.  of  the  said  intersection ;  that  all  accessory 
buildings  shall  be  of  fireproof  construction  except  that  the 
roof  construction  may  be  of  incombustible  material  con¬ 
sisting  of  junior  beams  and  gyp  steel  planks  not  less  than 
2  inches  in  thickness,  surfaced  with  plastic  slate,  or  rub- 
beroid  or  equivalent  incombustible  material,  with  no  exca¬ 
vation  under  same  except  grease  pits;  that  if  sliding  doors 
are  installed  on  the  openings  to  greasing  pit  sections  of 
building  a  permanent  ventilating  fan  shall  be  installed 
under  the  greasing  floor  exhausting  to  the  outer  air  either 
through  an  area  on  these  premises  or  through  a  metal  duct 
carried  above  the  roof  line ;  that  there  shall  be  no  window 
openings  in  the  walls  or  buildings  to  the  adjoining  prop¬ 
erty;  that  no  open  flame  shall  be  permitted  on  the  prop¬ 
erty;  that  no  portable  gasoline  tanks  shall  be  used  on  or 
from  the  property;  that  all  advertising  shall  be  restricted 
to  illuminated  globes  of  the  gasoline  pumps  and  to  flat, 
permanent  signs  placed  against  the  front  of  accessory 
buildings  or  against  the  interior  lot  line  walls  and  to  one 
illuminated  sign  erected  on  a  steel  standard  within  the 


building  lines  near  the  intersection  of  Hawthorne  street 
and  New  York  avenue,  which  sign  may  overhang  the 
building  line  for  a  distance  of  not  greater  than  6  ft.  and 
to  advertise  only  the  brand  of  gasoline  on  sale;  that  no 
gasoline  pump  shall  be  located  nearer  than  10  feet  to  the 
building  line;  that  lights  for  general  illumination  at  night 
shall  have  metal  reflectors  to  reflect  downwardly  so  as  not 
to  constitute  a  nuisance  to  the  neighboring  residential 
buildings. 


299-29-BZ. 

APPLICANT — Thomas  W.  Golding,  for  Chestnut  Studio, 
Inc.,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7c  and  21  of  the  building 
zone  resolution,  permitting  the  extension  from  a 
business  district  and  from  an  unrestricted  district 
into  a  residence  district  of  a  proposed  business 
building. 

PREMISES  AFFECTED— 1262-1286  East  14th  street, 
west  side,  block  bounded  by  Chestnut  avenue,  East 
13th  street  and  Locust  avenue  (Block  No.  6733, 
Lot  Nos.  35,  38,  40,  46,  60,  61,  63,  64  and  65),  Bor¬ 
ough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Thomas  W.  Golding. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  . .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . . .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(299-29-BZ) 


Whereas,  this  application  affecting  premises  1262-1286 
East  14th  street,  block  bounded  by  Chestnut  avenue,  East 
13th  street  and  Locust  avenue,  (Block  6733,  Lot  Nos.  35, 
38,  40,  46,  60,  61,  63,  64  and  65),  Borough  of  Brooklyn,  was 
granted  by  the  board  January  7,  1930,  on  certain  conditions, 
time  extended,  September  10,  1935,  and  October  15,  1935, 
and  applicant  requested  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  15,  1935,  only  so 
far  as  it  has  reference  to  the  obtaining  of  permits  and 
completion  of  the  work,  so  that  as  amended  this  portion 
of  the  resolution  shall  read  : 

“*  *  *  that  all  permits  shall  be  obtained  within  three 
months  from  the  date  of  this  amended  resolution  and 
permitting  the  work  to  be  constructed  in  two  sections, 
as  indicated  on  plans  filed  marked  ‘Received  October 
15,  1935’  and  that  the  work  involved  in  the  section  fac¬ 
ing  Locust  avenue  shall  be  completed  within  one  year 
and  the  entire  building  completed  within  one  and  a 
half  years  from  the  date  of  this  amended  resolution; 
that  other  than  as  amended  herein,  the  resolution 
adopted  by  the  board  on  October  15,  1935  shall  be 
complied  with  in  all  respects.” 


233-33- BZ. 

APPLICANT — William  Debus,  for  Zahn  and  Cooke,  Inc., 

lessees. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  sections  7b  and  21  of  the  building 
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zone  resolution,  permitting  the  extension  from  an 
unrestricted  district  into  a  business  district,  of  an 
existing  gasoline  service  station. 

PREMISES  AFFECTED — 1517-1543  Myrtle  avenue, 
southeast  corner  of  Grove  street  (Block  No.  3328, 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  William  Debus. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  Tp  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(233-33-BZ) 

Whereas,  this  application  affecting  premises  1517-1543 
Myrtle  avenue,  southeast  corner  of  Grove  street,  (Block 
No.  3328,  Lot  No.  1),  Borough  of  Brooklyn,  was  granted 
by  the  board  October  8,  1935,  on  certain  conditions  and 
owner  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  8,  1935,  by  adding 
thereto:  “that  nothing  herein  contained  shall  prevent  the 
use  of  the  existing  building  at  the  intersection  of  Myrtle 
avenue  and  Grove  street  as  a  salesroom  for  motor  cars, 
on  condition  that  the  occupancy  of  such  building  complies 
in  all  respects  with  all  laws  and  regulations  applicable 
thereto  as  a  conforming  use  and  that  such  building  shall 
have  no  opening  to  the  gasoline  selling  station  on  this  plot; 
that  if  access  to  this  building  for  use  as  a  motor  vehicle 
salesroom  requires  cutting  of  curb,  that  such  curb  cut  shall 
be  permitted.” 

389-28-BZ. 

APPLICANT. — Bishen  Service  Station,  lessee. 

Sp-IBJECT  Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 2385-2393  Utica  avenue,  east 
side,  348.9  ft.  south  of  Filmore  avenue  (Block  No. 
Soil,  Lot  No.  11),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Bennie  Bishen. 

AC  1  ION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  .  q 

THE  VOTE  Tp  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION— 

(389-28-BZ) 

Whereas,  this  application  affecting  premises  2385-2393 
Utlca  avenue,  east  side,  348.9  ft.  south  of  Fillmore  avenue, 


(Block  No.  8511,  Lot  No.  11),  Borough  of  Brooklyn,  was 
granted  by  the  board  June  4,  1929,  on  certain  conditions, 
plans  approved  February  4,  1930,  and  owner  requests  an 
amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  June  4,  1929,  as  modified  by 

Thereto  °  he  folSgl’  I93°’  aW>r°vinS  adding 

“until  such  time  as  Avenue  S  is  constructed  past  the 
premises  under  appeal  and  until  such  time  as  curbs  are 
constructed  on  Utica  avenue  in  front  of  the  premises 
u  requirement  herein  for  construction  of  curbs  on 
the  building  line  shall  be  waived,  on  condition  that 
other  than  as  modified  herein  the  resolutions  adopted 
by  the  board  on  June  4,  1929  and  February  4  1930 
shall  be  complied  with  in  all  respects.” 


326-34-BZ. 

APPLICANT— Alfred  A.  Lama,  for  The  Lincoln  Savings 
Bank  of  Brooklyn,  owner. 

SUBJECT— Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  motor  vehicle  re- 
DrH,UTr^  sAh°P  a"d  also  a  gasoline  service  station, 
i  REMISES  AFFECTED — 789-791  Bedford  avenue,  north¬ 
east  corner  of  Park  avenue  (Block  No.  1715  Lot 
No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  .  q 

Absent  . .  n 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  q 

Absent  . 0 

THE  RESOLUTION— 

(326-34-BZ) 

Whereas,  this  application  affecting  premises  789-791 

Bedford  avenue,  north  east  corner  of  Park  avenue,  (Block 

kGuu’  Lj0tr^a  1')’  Borough  of  Brooklyn,  was  granted 
by  the  board  February  19,  1935,  on  certain  conditions,  time 
extended  September  17,  1935,  and  January  28,  1936  and 

r  arcbltecIs>  Lama  &  Proskauer,  request  an  amendment 

of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  February  19,  1935,  only  so 
tar  as  it  has  reference  to  the  construction  of  the  interior 
lot  fine  walls,  so  that  as  amended  it  shall  read : 

“that  there  shall  be  erected  along  the  interior  lot 
lines  easterly  from  Bedford  avenue  and  thence  south¬ 
erly  to  Park  avenue,  a  wall  constructed  of  face  brick 
or  brick  stuccoed  and  suitably  coped,  not  less  than  8 
ft.  in  height  ,  that  other  than  as  amended  herein  the 
resolution  adopted  by  the  board  on  February  19  i935 
shall  be  complied  with  in  all  respects.” 


151-35-BZ. 

APPLICANT— Harrison  G.  Wiseman,  for  Lena  Traversi 
owner.  ’ 

SUBJECT— Application  for  reopening— extension  of  time 
~Je  Application  (decision  of  the  commissioner  of 
buildings)  under  section  7c  of  the  building  zone 
resolution,  permitting  partly  in  a  business  district 
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and  partly  in  a  residence  district  the  alteration  and 
extension  of  an  existing  moving  picture  theatre. 
PREMISES  AFFECTED— 6502  18th  avenue  and  1788  65th 
street,  southwest  corner  (Block  No.  5553,  Lot  No. 
40  and  part  of  Lot  No.  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Hyman  B.  Schwartz. 

ACTION  OF  BOARD— Application  reopened  and  time 
pvtpnHpd 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(151-35-BZ) 

Whereas,  this  application  affecting  premises  6502  18th 
avenue  and  1788  65th  street,  southwest  corner,  (Block  No. 
5553,  Lot  No.  40  and  part  of  Lot  No.  37),  Borough  of 
Brooklyn,  was  granted  by  the  board,  July  16,  1935,  on  cer¬ 
tain  conditions  and  applicant  requested  an  extension  of 
time  to  complete  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  16,  1935,  in  view  of 
statement  by  the  applicant  that  all  permits  have  been  ob¬ 
tained  and  all  plans  approved  by  the  Commissioner  of 
Buildings,  to  extend  the  time  within  which  to  complete  the 
work  to  nine  months  from  the  date  of  this  amended  reso¬ 
lution,  on  condition  that  other  than  as  amended  herein  the 
resolution  adopted  by  the  board  on  July  16,  1935,  shall  be 
complied  with  in  all  respects. 


152-35-BZ. 

APPLICANT — John  Adikes  for  Jamaica  Savings  Bank, 
owner. 

SUBJECT — Approval  of  plans  in  accordance  with  resolu¬ 
tion  adopted  by  the  board  October  22,  1935. 

PREMISES  AFFECTED— 139-49  Queens  boulevard,  east 
side,  209.68  ft.  north  of  Hillside  avenue,  (Block 
No.  669,  Lot  No.  55),  Jamaica,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 
lution  amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 


(152-35-BZ) 

Whereas,  this  application  affecting  premises  139-49 
Queens  boulevard,  east  side,  209.68  ft.  north  of  Hillside 
avenue,  (Block  No.  669,  Lot  No.  55),  Jamaica,  Borough 
of  Queens,  was  granted  by  the  board  October  22,  1935,  on 
certain  conditions  and  applicant  requested  an  amendment 
of  the  resolution. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  22,  1935,  so  that 
as  amended  the  resolution  will  read : 

“that  the  premises  shall  be  levelled  substantially  to 
the  grade  of  Queens  boulevard ;  that  accessory  build¬ 
ings  shall  be  located  as  indicated  on  revised  plans 
marked  ‘Received  April  16,  1936’ ;  that  there  shall  be 
no  openings  in  the  walls  of  the  accessory  building  to 
the  abutting  properties ;  that  along  the  interior  lot 
lines  there  shall  be  erected  a  wall  constructed  of  face 
brick  or  brick  stuccoed  and  suitably  coped  and  not 
less  than  8  ft.  in  height;  that  where  accessory  build¬ 
ings  are  located  on  the  lot  line,  such  wall  may  be  in¬ 
corporated  in  the  walls  of  accessory  buildings ;  that 
where  such  wall  meets  the  building  line  of  Queens 
boulevard  it  may  be  constructed  at  the  building  line  at 
a  height  of  4  ft.  and  graduated  at  the  rate  of  1  ft.  in 
four  to  the  8-ft.  height;  that  the  entire  plot  where 
not  occupied  by  accessory  buildings  and  walls  shall  be 
cement  paved ;  that  accessory  buildings  shall  be  con¬ 
structed  of  fireproof  materials  faced  with  face  brick 
or  brick  stuccoed  except  that  roof  beams,  roof  board¬ 
ing,  exterior  doors  and  door  frames  may  be  of  wood, 
providing  the  ceilings  throughout  are  fire-retarded  in 
accordance  with  the  rules  of  the  Board  of  Standards 
and  Appeals  and  the  roof  surfacing  is  of  non-inflam¬ 
mable  material ;  that  the  opening  to  the  greasing  sec¬ 
tion  shall  remain  open  without  doors ;  that  there  shall 
be  no  open  excavation  under  the  accessory  buildings, 
except  the  pits  for  the  greasing  racks ;  that  all  pumps 
erected  shall  have  no  portion  of  same  or  their  bases 
nearer  than  13  ft.  to  the  building  line ;  that  there  shall 
be  erected  along  the  street  building  line  a  reinforced 
concrete  curb  not  less  than  12  in.  in  width,  not  less 
than  5  in.  in  height,  with  rounded  top  and  with  not 
over  four  openings  therein,  two  openings  not  to  ex¬ 
ceed  35  ft.  in  width  and  two  openings  not  to  exceed 
30  ft.  in  width  with  curb  cuts  opposite  each  not  ex¬ 
ceeding  by  5  ft.  the  width  of  the  openings  at  the  build¬ 
ing  line ;  that  no  automobile  repairing  shall  be  per¬ 
mitted  on  the  premises  and  no  parking  of  cars  except 
those  being  serviced ;  that  no  portable  gasoline  pumps 
shall  be  used  on  or  from  the  premises ;  that  advertis¬ 
ing  shall  be  limited  to  the  illuminated  globes  of  the 
pumps  and  to  two  post  standards  erected  within  the 
building  line,  as  indicated  on  plans  marked  ‘Received 
April  16,  1936’,  which  post  standards  may  each  carry 
an  illuminated  sign  advertising  only  the  brand  of  gaso¬ 
line  on  sale,  that  such  signs  shall  not  extend  beyond 
the  building  line  for  a  distance  of  more  than  6  ft. ; 
that  there  shall  be  no  other  signs  of  a  temporary  na¬ 
ture  or  a  permanent  nature,  except  permanent  signs  at¬ 
tached  to  the  accessory  buildings  and  indicating  the 
names  and  the  use  thereof ;  that  plans  marked  ‘Re¬ 
ceived  April  16,  1935’  are  hereby  approved  as  being  in 
substantial  compliance  as  to  arrangement  and  design 
with  the  terms  of  this  resolution ;  that  within  the  bed 
of  proposed  87th  Drive  there  shall  be  no  permanent 
construction  other  than  as  herein  permitted,  unless 
this  proposed  street  is  removed  from  the  City  map ; 
that  this  variation  shall  continue  only  until  such  time 
as  87th  Drive  is  continued  through  to  Queens  boule¬ 
vard  ;  that  all  permits  shall  be  obtained  within  six 
months  and  all  work  completed  within  one  year  from 
the  date  of  this  amended  resolution. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

71-36-A. 

APPLICANT — New  York  Water  Service  Corporation, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 3402-3424  Foster  avenue,  south 
side,  540  ft.  west  of  East  37th  street  (Block  No. 
4982A),  Borough  of  Brooklyn. 
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APPEARANCES— 

For  Applicant:  George  Boochever,  Arthur  T. 
Luce  and  J.  A.  Bliven. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings  and  Joseph 
Goodman,  acting  chief  engineer,  Bureau  of 
Water  Supply. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1936,  at  2 
p.m.,  for  additional  information. 


348-35-A. 

APPLICANT — Thomas  W.  Hammond,  for  Department  of 
Sanitation,  City  of  New  York,  owner. 

SUBJECT — Application  for  reopening — Consideration — re 
Appeal  from  a  decision  of  the  fire  commissioner. 

PREMISES  AFFECTED — 2605-2609  Knapp  street  (Block 
No.  7544,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Nathan  C.  Kass. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  .  3 

Not  Voting:  Assistant  Chief  Walsh .  1 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(348-35-A) 


Whereas,  Thomas  W.  Hammond,  Commissioner,  De¬ 
partment  of  Sanitation,  for  the  City  of  New  York,  owner, 
filed  December  10,  1935,  an  appeal  from  a  decision  of  the 
fire  commissioner  affecting  premises  2605-2609  Knapp 
street  (Block  No.  7544,  Lot  No.  1),  Borough  of  Brook¬ 
lyn;  and 

Whereas,  the  decision  of  the  fire  commissioned  dated 
November  2,  1935,  reads: 

“I  have  your  letter  of  October  19th,  requesting  ap¬ 
proval  for  the  use  of  one  ton  cylinder  containers  at 
the  Coney  Island  Sewage  Treatment  plant;  your  letter 
also  cites  various  improvements  which  have  been  made 
for  the  safe  use  of  this  commodity,  all  of  which  I 
appreciate  as  being  a  very  sincere  effort  to  render 
the  use  of  Chlorine  non-hazardous.  There  is  one 
point,  however,  which  has  not  been  taken  care  of  and 
which  has  not  been  mentioned  and  that  is,  the  re¬ 
moval  of  the  one  ton  cylinders  from  the  conveyance 
which  brings  them  to  your  plant  and  the  placing  of 
them  in  position  for  use. 

Inasmuch  as  I  have  consistently  objected  to  the  use 
of  one  ton  cylinder  containers,  I  must  deny  this  ap¬ 
plication,  for  the  reason,  among  others,  that  it  would 
be  inconsistent  to  grant  permission  for  the  Depart¬ 
ment  of  Sanitation  to  use  them  and  not  permit  their 
use  by  private  business  organizations. 

I  would  suggest  that  you  obtain  relief  by  application 
to  the  Board  of  Standards  and  Appeals  for  a  varia¬ 
tion  of  the  law  for  this  use.” 

and 

Whereas,  the  premises  consist  of  a  large  plot,  760  ft. 
by  200  ft.,  bounded  on  the  east  by  Shell  Bank  Creek, 
upon  which  a  building  of  fireproof  construction  is  in  the 
course  of  construction,  one  story  (19  ft.  10  in.)  in  height, 
58  ft.  by  58  ft.  in  area;  to  be  occupied  for  the  operation 
and  storage  of  liquefied  chlorine;  located  within  an  un¬ 
restricted  district;  and 


Whereas,  the  applicant  proposes  to  use  the  premises  as 
the  Coney  Island  sewage  treatment  works  of  the  City  of 
New  York;  a  dock  has  recently  been  constructed  on  the 
property  along  the  shore  of  Shell  Bank  Creek  by  the  City 
for  the  exclusive  use  in  connection  with  the  operation  of 
the  plant;  one-ton  chlorine  drums  will  be  brought  to  the 
dock  by  barges  from  a  railroad  siding  on  the  Jersey  shore, 
the  drums  will  then  be  unloaded  by  a  specially  designed 
trolley-hoist  from  the  barges  to  the  chlorine  storage  build¬ 
ing  located  about  45  ft.  from  the  dock;  the  storage  build¬ 
ing  will  be  equipped  to  house  six  (6)  one-ton  operating 
chlorine  drums  located  in  one  concrete  pit  and  connected 
by  piping  to  the  chlorinating  machines  in  the  chemical 
building  more  than  150  ft.  distant,  the  connecting  chlorine 
pipes  will  be  extended  through  a  concrete  tunnel,  forty- 
one  (41)  one-ton  chlorine  drums  will  be  kept  in  storage 
in  another  concrete  pit;  both  of  these  pits  will  be  pro¬ 
vided  with  8-in.  overflows  and  8-in.  drains  discharging 
into  Shell  Bank  Creek  below  mean  high  water,  and  ar¬ 
ranged  to  be  flooded  with  caustic  soda  in  case  of  emer¬ 
gency  from  three  (3)  caustic  soda  tanks,  each  9  ft.  in 
diameter  by  12  ft.  6  in.  in  height,  the  control  valves  for 
flooding  the  pits  with  both  caustic  soda  and  water  will 
be  located  outside  of  the  building;  hose  outlets  will  be  pro¬ 
vided  at  three  points  within  the  chlorine  storage  building 
fed  from  the  City  water  main,  the  pressure  at  the  nozzles 
will  be  in  excess  of  25  pounds;  furthermore,  a  ventilating 
system  is  being  provided  capable  of  withdrawing  chlorine 
gas  up  to  quantities  in  excess  of  any  conceivable  leakage 
and  diluting  it  with  air  to  a  degree  of  safety  from  any 
dangerous  effects;  all  necessary  precautions  will  be  taken 
and  only  men  with  certificates  of  fitness  for  handling 
chlorine  will  have  access  to  the  chlorine  storage  building; 
and 

Whereas,  this  appeal  was  granted  by  the  board  Janu- 
ary  7,  1936,  subject  to  such  further  conditions  as  the 
board  deemed  necessary  to  impose;  and 

Whereas,  the  board  deems  that  certain  additional  re¬ 
quirements  are  necessary. 

Resolved,  that  the  decision  of  the  fire  commissioner 
dated  November  2,  1935,  be  and  it  hereby  is  modified,  and 
that  the  appeal  be  and  it  hereby  is  granted,  permitting  the 
storage  of  one-ton  chlorine  containers  not  to  exceed  the 
quantity  indicated  on  plans  filed  with  this  appeal,  on  con¬ 
dition  that  the  arrangement  of  the  building  and  the  han¬ 
dling  of  cylinders  shall  be  carried  out  as  indicated  on 
these  plans  and  statements  filed  herewith;  that  sufficient 
gas  masks  of  the  type  approved  for  chlorine  by  the  United 
States  Bureau  of  Mines  shall  be  accessible  on  the  premises 
and  first  aid  cabinets  shall  be  installed  as  required  by  the 
fire  commissioner;  that  this  chlorine  shall  be  in  use  only 
during  the  summer  months  from  May  1st  to  October  1st 
of  each  year  and  that  during  the  winter  months  no  chlorine 
shall  be  stored  on  the  premises;  that  the  tank  and  cradle 
shown  nearest  to  the  southeast  entrance  shall  be  dispensed 
with,  making  a  total  of  46  cylinders  to  be  stored ;  that  the 
overflow  outlet  in  the  dispensing  tank  shall  be  kept  plugged 
so  as  to  avoid  loss  in  the  event  of  flooding;  that  the 
amount  of  solid  caustic  soda  contained  in  the  caustic  soda 
tanks  in  solution  shall  not  be  less  than  50  tons;  that  the 
trolley  for  handling  chlorine  tanks  shall  be  of  geared 
type ;  and  that  the  3  caustic  soda  tanks  shown  shall  be  in¬ 
terconnected  and  arranged  by  quick  opening  valve  so  as  to 
discharge  simultaneously;  that  during  working  hours  at 
least  two  persons  shall  hold  certificates  of  fitness  issued 
by  the  fire  commissioner  after  examination  at  the  prem¬ 
ises  as  to  their  qualifications,  knowledge  of  the  equip¬ 
ment  and  familiarity  with  the  use  of  gas  masks;  that  at 
night,  the  plant  shall  be  subject  to  hourly  inspection  by  a 
watchman  who  shall  also  hold  a  similar  certificate  of 
fitness ;  that  the  captain  in  charge  of  the  local  police  sta¬ 
tion  shall  be  notified  of  this  chlorine  storage  and  be  per¬ 
mitted  to  detail  such  men  as  he  deems  necessary  to 
familiarize  themselves  with  the  installation;  that  the  re¬ 
quirements  of  all  laws,  ordinances  and  rules  shall  be  com¬ 
plied  with. 
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VARIATIONS  OF  LABOR  LAW 

55-36-S. 

APPLICANT — Cross  &  Brown  Company,  for  444  Madi¬ 
son  Avenue  Corporation,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an  or¬ 
der  and  a  decision  of  the  commissioner  of  build¬ 
ings. 

PREMISES  AFFECTED— 432-450  Madison  avenue, 
northwest  corner  of  East  49th  street  (Block  No. 
1385,  Lot  Nos.  14-17  and  56-58),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  E.  E.  Bloodgood. 

For  Administration :  Maher,  Dept,  of  Buildings. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(55-36-S) 

Whereas,  Cross  &  Brown  Company,  for  444  Madison 
Avenue  Corp.,  owner,  filed  March  11,  1936,  an  application 
for  a  variation  of  the  requirements  of  Section  279  of  the 
Labor  Law,  as  cited  in  an  order  and  a  decision  of  the 
Commissioner  of  Buildings,  affecting  premises  432-450 
Madison  avenue,  northwest  corner  of  East  49th  street, 
(Block  No.  1385,  Lot  Nos.  14-17  and  56-58),  Borough  of 
Manhattan ;  and 

Whereas,  the  order  of  the  Commissioner  of  Buildings, 
dated  November  20,  1934,  (No.  17551-LD),  reads: 

“An  inspection  of  the  premises  432-50  Madison  ave¬ 
nue,  Borough  of  Manhattan,  shows  that  a  fire  drill 
should  be  established  and  maintained  therein  accord¬ 
ing  to  the  requirements  of  Section  279  of  the  Labor 
Law.  The  Labor  Law  specifically  charges  the  Fire 
Commissioner  with  the  duty  of  enforcing  the  provi¬ 
sions  of  the  law,  as  to  fire  drills. 

This  law  also  holds  the  owner  of  such  premises 
responsible  for  the  proper  supervision  and  mainten¬ 
ance  of  fire  drills.  It  is,  therefore,  your  duty  to  or¬ 
ganize  and  maintain  a  fire  drill  in  the  above  premises 
in  accordance  with  the  rules  and  regulations  of  the 
Board  of  Standards  and  Appeals. 

A  record  of  such  drills,  including  the  name  and 
number  of  each  certified  drill  conductor  engaged  in 
conducting  each  drill,  the  date  of  each  drill,  and  the 
number  of  persons  taking  part  in  each  drill,  shall  be 
transmitted  by  you  or  your  representative  to  this  office 
semi-annually. 

All  forms  necessary  will  be  furnished  to  your  au¬ 
thorized  representative  when  he  calls  at  this  office  for 
a  Certificate  of  Fitness  as  drill  conductor.” 

and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  March  2,  1936,  reads: 

“In  reply  to  your  communication  of  February  24, 
relative  to  order  17551-LD,  you  are  advised  that  your 
request  for  rescindment  must  be  denied.” 

and 

Whereas,  the  building,  erected  in  1931,  is  located  in  a 
retail  district  and  is  of  fireproof  construction,  40  stories 
and  pent  house,  518  ft.  in  height,  200  ft.  10  in.  by  95  ft. 
in  depth,  approximately  415,000  sq.  ft.  in  area;  EQUIPPED 
with  a  sprinkler  system  up  to  the  17th  floor  inch,  and, 
also,  an  interior  fire  alarm  system  and  two  interior  fire¬ 
proof  stairways,  44  ins.  in  width,  extending  from  1st  story 
to  roof,  enclosed  in  fireproof  partitions  with  fireproof 
doors  at  openings,  OCCUPIED:  Cellar — storage  and 
mechanical  equipment — 30  persons;  1st  story — stores — 80 
persons;  2nd  story — showrooms  and  manufacturing — 80 
persons;  3rd  and  4th  floors  vacant;  5th  floor — offices  and 


showrooms — 47  persons;  6th  floor — offices  and  manufac¬ 
turing— 38  persons;  7th,  8th  and  9th  floors — offices  and 
showrooms — 230  persons;  10th  floor — offices  and  manufac¬ 
turing — 12  persons;  11th,  12th  and  13th  floors — offices  and 
showrooms — 325  persons;  16th  floor — offices  and  manu¬ 
facturing — 20  persons ;  17th  floor — offices  and  showrooms 
— 6  persons;  18th  flloor — offices — 72  persons;  19th  floor — 
vacant;  20th  floor — offices  and  manufacturing — 23  persons; 
21st  to  38th  floors,  inc. — offices — 325  persons;  39th  and 
40th  floors— vacant ;  PROPOSED  OCCUPANCY:  Cellar 
— storage  and  mechanical  equipment — 20  persons  ;  1st  story 
— stores  and  factory — 80  persons ;  2nd  to  12th  floors — of¬ 
fices,  showrooms  and  manufacturing — 80  persons ;  13th 
to  17th  floors,  inc. — offices,  showrooms  and  manufactur¬ 
ing — 70  persons  ;  18th  to  20th  floors,  inc. — offices — 70  per¬ 
sons  each  story;  21st  to  23rd  floors,  inc. — offices — 70  per¬ 
sons  each  story ;  24th  to  40th  floors,  inc. — offices — 40  per¬ 

sons  each;  and 

Whereas,  applicant  contends  that  there  is  an  over¬ 
whelming  preponderance  of  executive  office  occupancy  in 
the  building,  containing  several  large  advertising  agencies 
and  the  next  largest  factor  in  occupancy  is  high-grade 
showrooms ;  that  the  imposition  of  a  fire  drill  requiring 
occupants  to  leave  the  premises  would  prove  an  intoler¬ 
able  nuisance  to  tenants  of  this  nature  and  seriously  de¬ 
tract  from  the  rentability  and  impose  an  unjustified  hard¬ 
ship  on  the  owners;  that  since  the  present  owner  acquired 
the  property,  no  leases  for  manufacturing  occupancies  have 
been  made  above  the  17th  floor,  which  is  the  limit  of  the 
sprinkler  system  area;  this  policy  will  be  continued  in 
force  and  any  additional  manufacturing  occupancies  will 
be  confined  to  the  sprinklered  portion  of  the  premises; 
that  the  safety  of  the  occupants  of  this  building  is  assured 
by  existing  equipment  and  precautions;  that  all  manufac¬ 
turing  areas  are  enclosed  in  fireproof  partitions;  that  on 
all  floors  on  which  manufacturing  is  conducted,  corridor 
partitions  are  constructed  of  6-inch  terra  cotta  with  re¬ 
verse  bevel  doors  opening  outwardly;  that  the  building 
force  is  organized  and  drilled  for  fire  stations  and  use  of 
the  existing  standpipe  equipment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
Labor  Law  as  cited  in  order  of  the  Commissioner  of 
Buildings,  No.  17551-LD,  and  that  the  order  be  and  it 
hereby  is  modified,  and  the  application  be  and  it  hereby  is 
granted  on  condition  that  all  manufacturing  occupancy 
shall  be  restricted  to  the  stories  in  which  sprinkler  system 
and  interior  alarm  are  maintained,  except  that  occupancy  by 
tailor  in  Room  No.  2007  may  be  continued  but  not  later 
than  October  1,  1938,  and  that  all  other  laws  and  regula¬ 
tions  applicable  to  this  building  shall  be  complied  with. 


81-36-S. 

APPLICANT — Samuel  Diamond,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an  order 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 465-467  Liberty  avenue,  north 
side,  20  ft.  east  of  Bradford  street  (Block  No.  3691, 
Lot  No.  30),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Martin  Siegel  and  D.  E.  McElroy. 
For  Administration  :  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Granted  on  condition 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  o 


THE  RESOLUTION— 

(81-36-S) 

Whereas,  Samuel  Diamond,  owner,  filed  March  28, 
1936,  an  application  for  a  variation  from  the  requirements 
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of  section  270  of  the  Labor  Law,  as  cited  in  an  order  of 
the  commissioner  of  buildings,  affecting  premises  465-7 

Kr%in?rthA^  ft‘  east  of  Bradford  street 
(Block  No.  3691,  Lot  No.  30),  Borough  of  Brooklyn;  and 

,  y^HErwSu  the,  ~order  of  the  commissioner  of  buildings 
dated  October  17,  1935,  re  No.  7620-LD,  reads : 

1.  Provide  an  additional  interior  stairway  enclosed 

ILmarsIc  ”270  LL.  rem°te  fr°m  Pr“ent  mteri°r 
2.  Provide  an  enclosure  of  fireproof  material  about 
stairway  at  southwest  corner  of  building,  Sec.  270  LL  ” 

and 

?7nV^fERfifS’  I thl  °WTner  was  convicted  of  violating  section 
270  of  the.  Labor  Law  on  March  4,  1936  and  sentence 

Court;  and"  Municipal  Term'  Part  11  °l  the  Magistrates’ 

Whereas,  the  building,  erected  in  1924,  is  two  stories 
and  basement,  34  ft.  in  height,  25  ft.  front  by  90  ft  in 
depth,  approximately  1850  sq.  ft.  in  area,  of  non-fireproof 
’  °^.cuPled  as  follows :  Cellar— vacant  at  pres- 
ent,  1st  floor— light  manufacturing-^)  persons;  2nd  floor 
light  manufacturing— 35  persons;  proposed  to  be  occu¬ 
pied  as  follows :  Cellar— light  manufacturing— 35  persons- 
1st  floor— fight  manufacturing— 50  persons;  2nd  floor— 
light  manufacturmg— 50  persons;  the  light  manufacturing 

Ldar  Ikef  aCSeinhg  4°H  mfantS’  Unde™'ear’  dresses  and 
s  Srwav  S  ;;  H^b  d7g  .  equipped  with  an  interior 
s  airway  44  in.  wide  enclosed  in  4-inch  terra  cotta  blocks 
plastered  on  both  sides;  EQUIPPED  with  fireproof,  self- 
dosing  doors  extended  to  the  roof  by  a  double-rung  iron 
adder  to  a  scuttle  which  is  3  ft.  by  3  ft.  in  area  that 

matdv S  3  f/6'  escaPe  on  the  rear  of  the  building  approxi- 
j  3  f  ft'  m  ,wldth  extending  from  the  rear  yard  to 

rnnf  111  -y^and  connec1ted  by  a  gooseneck  ladder  to  the 
firenrnnf  ^d°WS-  on  the  course  of  the  fire  escape  are 
fireproof.  There  is  open  unobstructed  egress  from  the 
termination  of  the  fire  escape  in  the  rear  yard  by  means 

direct^  toC°Tnibp  f  PaVed  alle>'  eas[  of  the  building  leading 
three  H  T™,6 1  the  bm,dinS  to  the  west  if 

than  •"  heigbt’  aPProx™ately  32  in.  higher 

than  the  building  in  question;  and 

was  erected  SeiQ?uliCan^COnten1S  that  when  the  building 
was  erected  in  1924  certificate  of  occupancy  No.  26505  a 

fo^one^loff  build-6  »aS  i?art  °J  this  appea1'  was  issued 
esrress  on  dmg  ’  tbat  there  are  three  means  of 

gress  on  each  floor;  on  the  basement  floor  there  is  an 

stree^and6  fr°”t  of  the  b,ui!dinS  leading  direct  to  the 
street  anu  one  in  the  rear  leading  to  the  back  vard  •  or 

the  southwest  portion  of  the  basement  floor  there  is  an 

thed  stree  -Sth1a?Vay  l!adl,ng  n°  the  lst  floor  and  thence  to 
the  *  °ni  thf-  lst  flc?or  there  is  an  exit  through 

of  ?t  Stai/^ay  Ie^dm?  to  the  street  and,  also,  by  means 
of  the  iron  stairway  at  the  rear  to  the  back  yard  and  the 

provides  an  a^dV^T^  3t  ^  fr°nt  of  the  ’  building 
floor  from  a  fid  naj  means  of  e^ress >'  that  on  the  2nd 
rear  exff  cant6^^  'rway  le?ls  to  the  street;  at  the 

or  to  the  ronO  tW  ^  !TanS  °/  fire  eSCape  to  the  vard 
2nd  fl  hC  1°°*’  ,that  on  the  southwesterly  portion  of  the 
2nd  floor  towards  the  centre,  egress  can  be  had  to  the 
y  means  of  a  double-rung  iron  ladder  to  a  scntflp 
Which  was  installed  in  February  of  this  year  in  accmd-’ 

3c<toberthl7ani903S<1-ethat  lh&  Departf  ent  of  Buildings,  dated 
hat  no*-  mor  ti  thyi  there  1S  Safe  e?ress  from  the  roof; 
ngl-  thatTo  romnin  ?Te  emPloyed  in  the  build- 

ia!’exnendh.ir^P  the,?Iter  Would  entail  a  substan- 

warranted 'under 

lofs^hereh’  thal  the  Bo?rd  of  Standards  and  Appeals 
he  T  nb  bT  make  a ■  vartaHon  from  the  requirements  of 

u  lJingsrNoa  762nSTDted  °£  the  commissioner  o 

“3  ^°-  7620-LD,  and  that  the  order  be  and  it  hereby 

raZf^’  and-thaLt  the  aPPBcation  be  and  it  hereby  is 

SSSiJ?  -Permit  the  lst  and  2nd  floor  to  be  used  for 
lanufactu  purposes  on  condition  that  the  floor  load 
Hall  not  be  less  than  100  lbs.  per  sq.  ft.;  that  the  primary 


IP  w  &  M 

efSUrt  iU  W,dtl!  °£,such  fairway  shaVSe  ™ 

shall  no!  Sanm  the  doors  thereto 

ai  ,  ,,  e  ,s  ^an  d  ft.  opening  in  direction  of  pvit- 
that  the  secondary  means  of  exit  may  be  the  rear  fire’ 
escape,  that  passageway  not  less  than  5  ft.  in  width  from 
the  rear  fire-escape  to  Liberty  avenue  shall  be  maintained 

on  In  tWeila'r  ,h,hrer,eh  SbaM  be  "°  fac,or^ 

not  exceed  tlm  ieil  n  he  occupancy  ?f  the  2nd  floor  shall 

evil  ‘fP1  occupancy  for  the  primary  means  of 

shall  in  all  mb  her  than  aS  modified  herein  the  building 
a  1  other  la  her  rfpects  comply  With  the  Labor  Law  and 
all  other  laws,  rules  and  regulations  applicable  thermo 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
86-36-SA. 

ApPLICANT~-Superb  Oil  Burner  Co.,  Inc.,  agent  for 
SIJRTFrT1  r?  morSer  CorP°ration,  owner. 

‘  UBJESr£lrn°  °MB!T,ner(  MoJdels  A  and  B  and  Superb 

appearances-  and  B’ approval  of^ 

.  Bor  Applicant :  D.  Citro. 

c  Un°N  OF  BOARD— Application  placed  on  Reserve 

test  Indrreaportr  r  '°  e"gi"'er  of  board  for 


47-35-SA. 

APPUCANT-Robert  E.  McGannon,  for  Ace  Engineering 

SUBJECT— Ace  Rotary  Oil  Burner-Application  for  Re- 
opening— Consideration— Approval  of  (Previously 

APPEARANCES— '  “  °f  prosecution)- 

4rTinM°nrPDmnb  Robert  E-  McGannon. 

‘  0  Reserve  C^l  H  PPliCati0xn  reopened-  Placed  on 

e.erve  Calendar  and  referred  to  engineer  of 

board  for  test  and  report. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 

Walsh Vag6  and  B1Um  and  Assistant  Chief 

Negative  . . .  .  . .  n 

Absent  . . . . . . .  q 


259-25-SA. 

SUBTECTNFr?eitr?  IncorPorated,  owner. 

S  UBJ ECT  Electrol  Automatic  Oil  Burner-Application 

APPEARANCES”— g—t°  mdude  aPProval  of  Model  TCV. 

4rTmm°^p^cant:  J°hn  J-  Morro. 

TIOlRe?F  B,0^RDTApPlicatjon  reopened,  placed  on 
Reserved  Calendar,  and  referred  to  engineer  of 
Tur  ,b°ard  for  test  and  report.  engineer  ot 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 

Walsh Vage  and  B1Um  3nd  Assistant  Chief 

Negative  . . .  n 

Absent  .  .  b 


350-32-SA. 

snmErTNi!rMastT  0il  Burner'  Inc-  owner- 

dE  nL  MaSler  F“f’  0,1  Burner—. Application  for  re- 
opening — amendment. 

APPEARANCES— 

FOrWaPlberg,t:  Hemlan  H’  WallberS  Elias 

ACTIOto.S„FaBm0e^S-APPli“tion  rePP£"ed  a"d  — 
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THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

THE  VOTE  TO  AMEND  RESOLUTION — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 


4 

0 

0 


4 

0 

0 


THE  RESOLUTION— 

(350-32-SA) 

Whereas,  this  application  for  the  approval  of  the  Dovel 
Master  Fuel  Oil  burner  was  granted  by  the  board  July  24, 
1932,  and  the  device  approved;  and 
Whereas,  the  name  of  the  device  was  changed  to  Mas¬ 
ter  Fuel  oil  burner  by  vote  of  the  board  July  5,  1933;  and 
Whereas,  on  October  30,  1934,  the  board  amended  the 
resolution  to  permit  this  burner  to  be  marketed  also  under 
the  name  of  Gilbarco  Industrial  Burner;  and 

Whereas,  the  owner  requests  an  amendment  of  the  reso¬ 
lution  relative  to  the  grade  of  oil  to  be  used  and  approval 
of  the  burner  for  industrial  installations. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Master  Fuel  Oil 

kurn«£or  use  jn  domestic,  commercial  and  industrial  instal¬ 
lations  when  constructed  in  accordance  with  the  plans 


and  drawings  and  descriptions  as  filed  under  this  cal¬ 
endar  number  on  June  IS,  1932,  and  when  installed 
in  accordance  with  the  Oil  Burner  Rules  of  the  Board 
of  Standards  and  Appeals,  and  for  use  with  fuel  oil 
not  heavier  than  No.  6  on  condition  that  such  No. 
6  fuel  oil  is  pre-heated that  after  October  30,  1934 
this  burner  may  be  marketed  under  the  name  Gilbarco 
Industrial  Burner;  that  under  whichever  name  sold, 
there  shall  be  permanently  attached  to  each  burner 
installed  a  label  reading: 


Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  350-32-SA.” 


MATERIAL  SUBMITTED  FOR  APPROVAL 
301-34-SM. 

APPLICANT— B.  Radler,  for  Flame  &  Waterproofing 

Process  Co.,  owner. 

SUBJECT — “Radbur”  Flameproofing  Compound,  approval 
of. 

APPEARANCES— 

For  Applicant :  Wm.  A.  Cusack. 

ACTION  OF  BOARD— Application  referred  to  engineer 
of  board  for  further  investigation. 


Adjourned,  5:15  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  April  14,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  16,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows: 

(62-36-A) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  F.  W.  Woolworth  Co.,  lessee,  filed  March  18, 
1936,  an  appeal  from  an  order  of  the  commissioner  of 
buildings  affecting  premises  588  9th  avenue  and  365  West 
42nd  street,  north  side,  50  ft.  east  of  9th  avenue  (Block 
No.  1033,  Lot  Nos.  3  and  1 J4),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
Order  No.  27016-F,  dated  February  18,  1936,  reads: 

“1.  Install  an  approved  automatic  sprinkler  system 
in  cellar  in  accordance  with  the  Rules  of  the  Board  of 
Standards  and  Appeals.” 

and 

Whereas,  the  building  is  of  ordinary  brick  construction, 
two  stories,  30  ft.  5  in.  in  height,  L  shaped,  approximately 
5,000  sq.  ft.  in  area,  fronting  30  ft.  0  in.  on  West  42nd 
street  and  40  ft.  2  in.  on  9th  avenue,  occupied  since  1927 
as  a  five  and  ten  cent  store,  cellar,  boiler  room,  stock 
room,  packing  and  receiving,  4  persons;  first  floor,  sales,  35 
persons ;  second  floor,  portion  as  rest  room  and  balance 
vacant,  for  which  certificate  of  occupancy  No.  15885-1929, 
has  been  issued  which  reads  as  follows : 

Cellar— Storage  —  3  persons 
1st  story — Store  —100  persons 
2nd  story — Store —  50  persons 

and 

Whereas,  the  applicant  proposes  in  lieu  of  compliance 
with  the  order  to  install  a  sprinkler  system  in  that  portion 
of  the  basement  occupied  for  packing  and  receiving  and 
paper  room,  the  sprinklers  to  be  supplied  from  the  existing 
V/2  in.  connection  to  the  street  main  on  the  West  42nd 
street  front  of  the  building.  The  stock  is  stored  in  wood 
bins  from  3  ft.  to  4  ft.  in  depth  and  6  ft.  in  height.  The 

* Correction — The  word  “upper”  changed  to  “paper”  in 
line  68  of  resolution. 


aisles  between  bins  are  approximately  3  ft.  wide.  The 
clearance  from  top  of  bins  to  finished  ceiling  is  13  in.  Ihe 
height  to  which  paper  is  stored  in  the  paper  room  varies 
from  one  to  four  feet  and  18  in.  clearance  will  be  main¬ 
tained  at  all  times  for  sprinkler  discharge;  and 

Whereas,  the  applicant  contends  that  the  building  is  only 
4,800  sq.  ft.  in  area  and  faces  on  two  street  fronts.  _  There 
is  a  stairway  at  each  side  of  the  building  enclosed  in  fire¬ 
proof  partitions  in  the  basement  with  a  fireproof  door  at 
the  bottom.  The  boiler  room  and  paper  storage  room  are 
enclosed  in  fireproof  partitions  and  no  cooking  is  done  in 
the  cellar.  That  while  the  violation  does  not  state  under 
what  rule  or  requirement  of  law  it  is  issued  it  could  only 
be  issued  under  section  20,  chapter  12  of  the  Code  of 
Ordinances  and  that  this  is  not  a  reasonable  application 
of  the'  discretionary  powers  vested  by  said  section  because 
during  the  entire  time  the  building  was  under  the  super¬ 
vision  of  the  Fire  Department,  the  fire  commissioner  did 
not  consider  the  hazard  sufficient  to  warrant  the  installa¬ 
tion  of  a  sprinkler  system. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  27016-F,  be  and  it  hereby  is  modified,  and  that 
the  'appeal  be  and  it  hereby  is  granted  on  condition  that 
there  shall  be  installed  in  accordance  with  Rule  53  of  the 
Sprinkler  Rules  of  the  Board  of  Standards  and  Appeals  a 
sprinkler  system  in  that  portion  of  the  basement  used  for 
packing  and  receiving  generally,  as  indicated  on  plans  re¬ 
ceived  with  this  appeal;  that  the  sprinkler  heads  be  so 
spaced  that  no  head  covers  an  area  of  more  than  80  sq. 
ft.;  that  the  sprinkler  system  shall  be  connected  directly 
to  the  main  water  supply  of  the  building,  through  a  supply 
not  less  than  V/i  in.,  from  West  42nd  street;  that  two 
sprinkler  heads  shall  also  be  installed,  one  each  on  either 
side  of  the  door  leading  from  the  cellar  to  the  first  floor 
at  the  West  42nd  street  end ;  that  there  shall  be  not  less 
than  two  sprinkler  heads  in  the  ceiling  of  the  paper  storage 
room,  as  indicated;  waiving  the  requirements  of  Rule  13 
of  the  Sprinkler  Rules  as  to  Fire  Department  connection; 
that  other  than  as  modified  herein  the  building  shall  com¬ 
ply  in  all  respects  with  all  laws  and  regulations  applicable 
thereto;  and  granted  only  so  long  as  this  portion  of  the 
basement  space  is  occupied  in  conjunction  with  the  first 
floor  store  above  by  the  F.  W.  Woolworth  Company. 
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♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  April  14,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  16,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows: 

(1053-27-BZ) 

Whereas,  this  application  affecting  premises  665-687 
£°fers  avenue  and  208-222  Clarkson  avenue  (Block  No. 
5066,  Lot  No.  11),  Borough  of  Brooklyn,  was  granted  by 
the  board  March  13,  1928,  on  certain  conditions,  resolution 
amended  December  4,  1928,  and  owner,  through  his  agent, 
requested  a  further  amendment ;  and 

Whereas,  the  resolution  of  the  board  of  December  4 
1928,  reads  : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  structure  shall  not  exceed  two  stories 
m  jkejg^  above  grade,  shall  be  fireproof  throughout 
and  shall  have  a  roof  of  flat  design  and  construction; 
that  the  rear  and  gable  walls  shall  be  unpierced 
^oughout  their  entire  height  and  length;  that  there 
shall^  be  no  vehicular  opening  on  the  Rogers  avenue 
fron.,  and  that  not  more  than  one  door  opening,  3  ft. 
8mm  width,  for  emergency  exit  shall  be  permitted  on 
the  Rogers  avenue  front ;  that  any  ascending  ramp  in¬ 
corporated  above  sidewalk  level  shall  start  at  a  point 
not  less  than  10  ft.  inside  the  building  line;  that  the 
exterior  of  the  building  on  the  street  fronts  shall  be 

«  :^^n-The  word  “the”  inserted  and  the  words 
of  the  omitted  in  line  44  of  resolution. 


of  attractive  architectural  design  of  Gothic  treatment ; 
that  the  facades  on  these  streets  shall  be  finished  with 
light  color  natural  stone  or  face  brick  with  archi¬ 
tectural  terra  cotta  trim ;  that  there  shall  be  no  roof 
>  that  there  shall  be  no  advertising  of  any  nature 
or  description  other  than  an  electric  projecting  sign 
on  either  or  both  street  fronts,  indicating  the  name  and 
title  of  the  business  conducted  on  the  premises;  that 
all  necessary  permits  shall  be  obtained  within  nine 
months  and  the  work  completed  within  eighteen  months 
from  the  date  of  this  action,  and  that  the  architect 
shall  make  a  return  to  this  board  of  elevation  and 
plans  for  approval  in  accordance  with  the  foregoing 
conditions  before  submission  to  the  bureau  of  build¬ 
ings. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  March  13,  1928,  as  amended 
December  4,  1928,  by  adding  thereto  the  following : 

“That  not  over  three  greasing  pits  or  hydraulic 
greasing  lifts  may  be  installed  within  the  40  ft. 
gasoline  selling  area  along  Clarkson  street,  shown  on 
plans  approved  by  the  board  as  complying  with  this 
resolution  on  December  26,  1928;  and,  also,  permitting 
k  .  ®reC*t°n  °*  fw0  illuminated  signs  overhanging  the 
building  line,  one  on  Rogers  avenue  and  one  on  Clark¬ 
son  street,  advertising  only  the  brand  of  gasoline  on 
sale ;  that  the  sign  on  Rogers  avenue  shall  be  attached 
to  the  building  and  the  sign  on  Clarkson  street  shall 
be  a  post  standard  erected  within  the  building  line  on 
condition  that  neither  sign  shall  extend  beyond  ’the 
bufldmg  line  for  a  distance  of  more  than  8  ft.;  that 
other  than  as  amended  herein,  the  resolution  adopted 
by  the  board  on  March  13,  1928,  and  amended  on  De¬ 
cember  4,  1928,  shall  be  complied  with  in  all  respects.” 


APPROVED  APPLIANCES 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-^5  SA 

American  Marsh  Simplex .  63°  95  S  4 

Autopulse  Electric  Fuel  Oil  Pump..  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  o  t.0  c  a 

Ballard  Duplex  Electric  Driven  Pump  Set. . 
Beach  Russ  Co.  Rotarv  . 

Blackmer  Rotary  . 

1413-22-SA 
1134-22-SA 
03  3-74.  S  A 

Biake  &  Knowles  Horizontal  Simplex  Piston 
Pattern  Pump  . 

Century  Rotary  . 

372-21-SA 

ons  71  c  a 

Cook  Electric  Oil  Pump. 

Davidson  . 

603-25-SA 

eon  c  a 

Dean  Bros.  Durable  Duplex 

DeLaval  IMO  Oil  Pump... 

Deming  Double  Oscillating  Force  Pump.. 
Deming  Fuel  Oil  Pump . 

enterprise  Oil  Pump  . 

840-22-SA 

628-32-SA 

458-27-SA 

298-31-SA 

1 1 -78  S  a 

exeter  Rotary  ... 

^07-??  Q  A 

General  Electric  Oil  Pump, 
moulds  Hand  Rotary  . 
moulds  Rotary  Oil  Pump 
moulds  Triplex  Plunger  ... 

Jardinge  Fuel  Oil  Pump 

unney  Rotating  Plunger  Pump, 
woerting  Gear  Pump . 

475-32-SA 
1133-25-SA 
437-3 1-S A 
257-22-SA 

813-25-SA 

503-24-SA 

17(34-73  SA 

*-raissl  Fuel  Oil  Pump. 

(30-78  CA 

•eiman  Rotary  . 

O?  9/1  C  A 

larsh  Fuel  Oil  Pump.. 

1050-23-SA 

APPROVED  FUEL  OIL  PUMPS 

Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  U.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump _ .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  m  c  a 

Quimby  Screw  Pump  . 1 193-21  -S A 

Range-O-Matic  Oil  Pump,  Model  50  and  Sue- 

tion  Model  .  in?  ca 

Ray  Rotary  ....  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34  <3A 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D. . ’  .* 410-32-SA 

Tate- Jones  . .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pumo  1279-?3-<3A 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-S4 

TutllBl  -Fuel  011  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Vlklng  .  438-21-SA 

Warren  Oil  Pump  .  iiaq??  ca 

Wayne  Oil  Pump  &  Fan  Set .  1133  73  3  a 

Webster  Fuel  Oil  Pump,  Type  A...'. .  Z3-34  SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  SO  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 

cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  Sz/2  pounds 

3  inches .  5  1/5  9l/2  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . H  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  2>3]/2  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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?a‘  Where  galvanized  wrought  iron  or  steel  pine  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for.  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot : 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

o4.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe  iron  pipe-size.  When  cast  they  must  not  be  less 
tnan  the  following  weights : 


Diameters 


Thicknesses 


1 54 

2 

2J4 

3 

354 

4 

4  J4 

5 

6 

7 

8 

9 

10 
11 
12 


inches . 

2.68 

inches . 

3.61 

inches . 

5.74 

inches . 

7.54 

inches . 

9.00 

inches . 

10.66 

inches . 

12.34 

inches . 

14.50 

inches . 

18.76 

inches . 

23.27 

inches . 

28.18 

inches . 

33.70 

inches . 

40.06 

inches . 

45.02 

inches . 

48.98 

29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
so  der  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
o  c°uplings.  .Threaded  connections  on  brass  pipe  must  be 
°l  }‘\e  same  SIze  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Diameters 

Thicknesses 

154 

inches . 

2 

inches . 

254 

inches . 

3 

inches . 

354 

inches . 

4 

inches . 

454 

inches . 

5 

inches . 

6 

inches . 

Weights  per 
Linear  Foot 


2.84  pounds 
3.82  pounds 
6.08  pounds 
7.92  pounds 
9.54  pounds 
11.29  pounds 
13.08  popnds 
15.37  pounds 
19.88  pounds 


32  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
tong  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diametcrs  _  Weights 

3  .  1  pound  0  ounces 

i  II .  1  pound  12  ounces 

hes .  2  pounds  8  ounces 


Diameters 

Weights 

154  inches . 

8  ounces 

2  inches . 

254  inches . 

14  ounces 

3  inches . 

6  ounces 

4  inches . 

0  ounces 

8  ounces 

Weights  per 
Linear  Foot 


pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


35  Brass  screw  caps  for  cleanouts  must  be  extra  heavv 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap’ 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches,  ihe  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  titan 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

Short  branches  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


?  reeJ  °r .  154  inch  pipe 

38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 

wiped  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot : 


Diameters 

Weights  per 
Linear  Foot 

154  inch  (for  flush  pipes  only)., 

154  inches  . 

2  inches  . 

3  inches  . 

4  and  454  inches . 

40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  (he 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 

It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged,  into,  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet* 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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•cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
’be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet,  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  .  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


'iameter 

of 

Pipe 


Fall 

54  Inch  per  Foot 


Fall 

54  Inch  per  Foot 


3  .  1,200  square  feet 

4  .  2,500  square  feet 

5  .  4,500  square  feet 

6  .  8,000  square  feet 

7  . 12,400  square  feet 

8  . 18,000  square  feet 

9  . 25,000  square  feet 

10 . 41,000  square  feet 

12 . 69,000  square  feet 


1,500 

3,200 

6,000 

10,000 

15,600 

22.500 

31.500 
59,000 
98,000 


square  feet 
square  feet 
square  feet 
square  feet 
square  feet 
square  feet 
square  feet 
square  feet 
square  feet 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

.  80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above. the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas- 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

S8.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  mcreasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
dram  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
tde  discharge  from  an  automatic  sewage  lift,  oil  separator, 
nr  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
nnuse  or  below  the  cellar  floor,  it  must  be  made  accessible 
in.a  bnck  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
nouse  it  must  never  be  less  than  three  feet  below  the  surface 
ot  the  ground. 

h  When  the  plumbing  system  of  any  building  is  altered 
y  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  oO  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
t>e  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

,  fresh-air  inlet  pipe  must  be  connected  with  the 

ouse-drain  just  inside  of  the  house  trap  and  extended  to 
tne  outer  air,  terminating  with  open  end  at  least  one  foot 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks . 3  inches 

Branch  waste  pipes  for  laundry  tubs .  inches 

When  set  in  ranges  of  three! .  2  inches 

Branch  waste  for  kitchen  sinks.  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  \y2  inches 

A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1^4  inch  branches  on  a  1}4  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1 J/2  inch  branches  on  a  2  inch  main  branch. 

.  1T/  1  inch  branches  on  a  2  inch  main  branch. 

4-1/2  3 
12) 

;  Tt/  >  inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  C 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pas; 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  traD 
at  least  tour  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  bv  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

.112. .  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table : 


Traps  for  water-closets .........  4  inches 

Traps  for  slop  sinks. . .  3  inches 

Traps  for  kitchen  sinks .  2  inches 

Traps  for  wash  trays. . . .  2  inches 

Traps  for  urinals .  2  inches 

Ti  aps  for  shower-baths .  2  inches 

Traps  for  other  fixtures .  l/^  inches 


in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 


Traps  ^for  leaders,  area,  floor  and  other  drains  must  be 
at  least  o  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1  y3)  'inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
y\,  and  placed  as  close  to  the  fixture  as  possible.  The  con- 
nection  between  trap  and  cuspidor  may  be  three-quarters 
\V\)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  svs- 
tem  _  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1J4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron  and  be  not  less  than  1%  inches  in  diameter 
nor  larger  than  1J4  inches  in  diameter  with  pipe  branches 
■at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

H6.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  I  hey  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
VI,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
teet  above  the  floor.  In  no  case  shall  anv  refrigerator  or 
sate  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

v!1/-  The  branches  on  vertical  lines  must  be  made  bv 
i  or  l  Y  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatlv  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
Pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
Horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
letrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly 
the  number  ot  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122-  Separate  water-closets  and  toilet  rooms  must  be 
provided  tor  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

^24-  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open- 
mg  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  nm-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other,  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

.  Li5.  Water-closets  and  urinals  must  never  be  connected 

directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 


509 


RULES 


137.  Where  “Flushometers”  are  used,  they  must.be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  . one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (34)  inches ;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (34)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe ; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup- 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  nxture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lift*. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  if  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  ot  sump  and  a  4-inch  pipe  line  continued  from 
dram  discharging  into  sump  up  to  and  above  roof,  for 
purposes  ot  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems,  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system, 
bump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build- 
mgs. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola- 

•v \e  flu*ds  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
cl°set,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 

h°“se  and  Lhe  •reft  of  the  Plumbing  and  drainage  sys- 
-em  When  mechanical  force  is  used  to  discharge  the  con- 
rents,  the  connection  must  be  made  by  a  Y  branch  fitting 
>n  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
tram  entering  oil  separators,  but  a  separate  fresh  air  inlet 
nd  vent  line  must  be  provided  to  keep  the  system  of  drain- 
ge  controlled  by  the  oil  separator  entirely  separate  from 

i  4'eSt  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 

he  size  of  inlet  connection  to  oil  separator,  which  shall 
e  considered  the  same  as  the  term  house-drain  for  de- 
ermimng  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
orm  to  the  same  requirements  as  regards  size  and  arrange- 
nent  of  terminals  for  fresh  air  inlets  as  called  for  in  refl¬ 
ations.  6 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
°ir7n  U  obl,ngr  fijctures  as  regards  size  and  arrangement. 

•  “T,  Rel^  P^es  must  be  provided  at  least  1J4  inches  in 
lameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
tailed  as  a  separate  system  or  must  be  carried  independent- 
r  above  the  roof. 

Testing  the  Plumbing  System. 

ent*re  plumbing  and  drainage  system  within 
f  budding  must  be  tested  by  the  plumber,  in  the  presence 

a  rlumbing  Inspector,  under  a  water  test.  All  pipes 

mam  uac°vered  in  every  Part  until  they  have  suc- 
-ssfully  passed  the  test.  The  plumber  must  securely  close 
‘  °Pfmngs,  as  directed  by  the  Inspector  of  Plumbing.  The 
>e  ot  wooden  plugs  for  this  purpose  is  prohibited. 


_nH‘  Tih  water  test  will  be  applied  by  closing  the  lower 

d,  the  I?am  house  drain  and  filling  the  pipes  to  the 

«h?n  ?p^ning  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
thpdfianLkrdnflheS  the^e^rom  to  a  Point  above  the  surface  of 

partitions^  the  finished  face  of  walls  and 

partitions,  if  the  drain  or  any  part  of  the  svstem  is  to 

feast6  si?  there  must  be  a  head  of  water  at 

j  .  \  above  all  parts  of  the  work  so  tested 

and  special  provision  must  be  made  for  including  all  joints’ 
and  connections  in  at  least  one  test.  J  s 

I73.  After  the  completion  of  the  plumbing  work  in  anv 
new  or  altered  building  and  before  the  building  is  occu- 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

■  /hhe  material  and  labor  for  the  test  must  hp  fur 
rushed  by  the  plumber.  When  the  peppermint  test  is  used 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 

ouncePof°oflVofStnneS  ^  fllar  inkheight  and  aa  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 

when  lines  are  more  than  five  stories  in  height 

Plumbing  in  Tenement  Houses. 

175  All  sections  or  parts  of  sections  of  the  tenement 
houses  are  totf  oh's°  pl",mbinJ  and drainage  of  tenement 
thesef  rifles  £*e,S33Si.,,,,d  "*  *  *>«  °£ 

Gas  Piping  and  Fixtures. 

building? eanedfanr  Si®  g?S  piping  and  fixtures  in  all  new 
Duiidings  and  all  alterations  and  extensions  made  to  the 

gas  pipmg  ?r  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac- 
cordance  with  the  provisions  of  section  89  of  the  Building 

For  additional  requirements  of  public  buildings  theatres 
CodePaCeS  °f  assemblage-  see  Part  XXI  of  the ’Building 

.Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building  a  oerrnit 

This  DermittaiI}Udhfr?m  ^  9 ommissioner  of  Buildings, 
i  his  permit  will  be  issued  only  to  a  registered  plumber 

RaM°-nS  may.  be  I7iade  by  notifying  the^epart- 

lit?  ?ulldlng5-  uslng  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

.  178'  A11  ,&as  Pipe  shall  be  of  the  best  quality  wrought 

sh°an  °r  ^tetf  and  the  kmd  classed  as  Standard  pipe,  and 
shall  weigh  according  to  the  following  scale:  P 


Diameters 


Weights  per 
Linear  Foot 


Vs 

inch . 

JA 

inch . 

y4 

inch . 

l 

inch . 

154 

inch . 

IK 

inch . 

2 

inch . 

2K 

inch . 

3 

inch . 

3K 

inch . 

10.66  pounds 


No  pipe  allowed  of  less  than  ^  inch  in  diameter. 

1 79.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  54  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
j'.ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
lie  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter  Length  Burners 


54  inch. .  26  feet  3 

l/z  inch .  36  feet  6 

54  inch .  60  feet  20 

1  inch .  80  feet  35 

1J4  inch .  110  feet  60 

l]/2  inch .  150  feet  100 

2  inch .  200  feet  200 

2j4  inch .  300  feet  300 

3  inch .  450  feet  450 

3j4  inch .  500  feet  600 

4  inch. .  600  feet  750 


191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  54  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  fiat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information  : 

(a)  A  stock  trap  of  the  size  and  design  .to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 

such  trap  has  been  officially  approved  for  use  without  back 
venting.  .  , 

The  testing  apparatus  shall  be  located  within  the  City  ot 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  .  gaH°ns  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fiftv  feet  lon°- 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

.  A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TT  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as. the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  . fixture  answering  the  same  purpose 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows  : 


For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap;  and: — 

1  he  quick-opening  valve  shall  be  opened  for  five  seconds 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  ot  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
•rap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
)y  the  testing  authorities. 

For  Self -Cleansing  Qualities 

HJc°r.,the.  PurPOsf  of  determining  its  self-cleansing  qual- 
ties  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
i  led  with  water  and  allowed  to  discharge.  A  similar  oper- 
ti°n  shall  be  repeated  with  tea  leaves,  coffee  grounds 
awdust  and  grated  soap.  ' 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol- 
jws  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  ot  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection  for 
tne  purpose  of  determining  whether  sediment  or  coating 
ot  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
tra  has^  su^-,ecte(^  to  ^le  foregoing  tests  unless  the 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
same  ^  ^  When  WatCr  haS  been  dischar&ed  through 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  ot  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application:— 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
lU"ni  teSt’  and  su^h  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

AV  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

Ihe  apparatus  shall  be  similar  to  that  required  for  anti- 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
s  nks  and  four  inches  for  testing  water-closets;  tank  shall 

theVefixfu??aCltyil°K  n0t  le-!f  uhan-  °ne  hundred  gallons  and 
13  bt  pilovlded  Wlth  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix- 

simiU?  £Ta,m  3  watker/^  ^  shad  be  tested  in  a  manner 
presc.nbed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED 

jy  B°ard  of  Standards  and  Appeals  April 
1920,  under  Cal.  No.  153-20-S. 

Ihe  use  of  hydrated  lime  in  all  classes  of  concrete  con- 
uction  shall  not  be  prohibited  when  used  in  accordance 
t!  T  condltlons  hereinafter  set  forth, 
t  he  hydrated,  lime  shall  conform  with  the  standard  speci- 
ations  for  this  material  which  have  been  adopted  by  the 
merican  Society  for  Testing  Materials. 

amou.n,t  of  hydrated  lime  which  may  be 
,  s,haI1  conform  with  the  following  table,  all  weights 
*en  being  the  amount  of  lime  which  may  be  incorporated 
each  ninety-five  pound  bag  of  Portland  cement : 


LIME  IN  CONCRETE. 

cement  3  MlX’  4  P°Unds  of  hydrated  lime  per  bag  of 
cement  MlX’  5  poUnds  of  hydrated  lime  per  bag  of 

l-2y2-5  Mix,  6  pounds  of  hydrated  lime  per  ba°-  of 
cement.  v  ° 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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Fire  Drill  Rules,  Adopted  By  the  Board  of  Standards  and  Appeals,  October  5,  1923. 


(593-23-SR) 

Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

DEFINITION  OF  “FIRE  DRILL.” 

The  method  and  practice  of  the  systematic  and  or¬ 
derly  vacating  of  a  building  by  its  occupants  in  case  of 
emergency,  panic  or  fire  in  the  least  possible  time — by 
the  nearest  safe  means  of  exit — and  the  use  of  fire  ap¬ 
pliances  which  shall  be  provided  for  the  extinguishing  or 
retarding  of  fire  and  the  safeguarding  of  human  life. 

Rule  1 

In  all  buildings  as  defined  in  Article  1,  Section  10  of 
the  Labor  Law  in  which  fire  drills  are  required  pursuant 
to  Section  279  and  in  any  other  building  in  which  the 
Fire  Commissioner  may  be  directed  pursuant  to  the  power 
conferred  in  section  775-B  of  the  Greater  New  York 
Charter,  it  shall  be  the  duty  of  the  owners,  lessees  or 
tenants  to  conduct  fire  drills  monthly  and  at  such  other 
times  as  the  Fire  Commissioner  may  direct. 

For  the  purpose  of  conducting  such  fire  drills  the 
owner  or  tenant  shall  appoint  from  among  their  em¬ 
ployees  such  responsible  and  dependable  persons,  male  or 
female,  who  shall  efficiently  perform  the  duties  of  the 
various  positions  of  the  fire  drill  organization,  as  specified 
on  the  accompanying  chart. 

It  shall  be  the  duty  of  the  owner  or  tenant  to  enter 
in  the  blank  spaces  provided  for  that  purpose  in  said 
chart  the  names  of  persons  so  selected  and  post  said 
chart  and  copies  of  the  rules  in  a  conspicuous  place. 

FIRE  DRILL  ORGANIZATION. 

Premises  . 

Name  of  concern . 

Building  No . Story . 

FOREMAN  OR  PERSON  IN  CHARGE 
Regular  Substitute 


WATCHMAN 


MALE  SEARCHER 


FEMALE  SEARCHER 


STREET  ALARM  BOX  RUNNER 


FIRE  BRIGADE 


EXIT  GUARDS 
Exit . 

44 

44 


SQUAD  MONITORS 

. Squad  No.  1 . 

“  “  2 . 

.  “  “  3 . 

“  «  4 . 

.  “  “  5 . 

.  “  “  6 . . . 

Rule  2.  Duties  of  Foreman. 

The  Foreman  or  Person  in  Charge  shall  direct,  enforce 
and  have  full  charge  of  the  “Fire  Drill”  in  every  factory 
on  each  floor.  Each  day  before  work  is  begun  he  shall 
see  that  extinguishers,  fire  hose,  fire  buckets,  etc.,  are  in 
readiness  for  use,  exit  doors  are  unlocked,  aisles  are  free 
from  obstruction,  that  stairways,  halls,  etc.,  are  properly 
lighted,  and  shall  remedy  any  dangerous  condition  found 
to  exist.  Immediately  after  work  is  commenced  he  shall 
check  up  the  Fire  Drill  Organization  list  and  note  if  the 
regularly  assigned  persons  are  present;  if  any  are  found 
to  be  absent,  he  shall  assign  other  employees  (if  prac¬ 
ticable)  to  perform  their  duties. 

He  shall  immediately  notify  new  employees  of  the  exist¬ 
ence  of  the  Fire  Drill  Organization  an  give  them  the  nec¬ 
essary  instructions  as  to  the  duties  they  are  to  perform,  etc. 

He  shall  be  familiar  with  the  operation  and  location  of 
the  interior  alarm  signal  box  on  his  floor. 

He  shall  listen  for  the  test  signal  each  morning  at  the 
appointed  hour  and  in  the  event  of  the  test  signal  not 
being  heard  he  shall  communicate  with  the  superintendent 
or  other  person  in  charge  of  the  building  and  advise  him 
of  the  fact.  The  (Floor  Captains)  Foreman’s  orders  are 
final  as  to  the  carrying  out  of  the  fire  drill  on  his  par¬ 
ticular  floor. 

Rule  3.  Duties  of  Watchmen. 

The  WATCHMEN  shall  see  that  all  doors  and  windows 
are  closed  so  as  to  prevent  the  spread  of  fire.  The 
WATCHMEN  shall  be  the  only  persons  permitted  to  re¬ 
main  on  the  floor  during  the  progress  of  a  fire  drill  and 
do  so  at  their  own  risk.  For  ordinary  purposes  only  one 
watchman  and  a  substitute  shall  be  designated.  In  special 
cases,  however,  extra  watchmen  may  be  assigned  by  con¬ 
sent  in  writing  from  Fire  Commissioner. 

Rule  4.  Duties  of  Searchers. 

The  MALE  AND  FEMALE  SEARCHERS  shall  search 
all  toilets,  dressing  rooms  and  emergency  rooms  used  and 
frequented  by  their  sex  and  all  other  portions  of  the  floor 
and  order  all  persons,  except  those  authorized  to  remain, 
to  leave  the  premises.  They  are  to  take  care  of  and  assist 
all  persons  who  may  faint  or  be  disabled. 

SEARCHERS  shall  leave  the  floor  immediately  after  the 
last  squad  leaves. 

Rule  5.  Duties  of  Street  Alarm  Box  Runner. 

The  STREET  ALARM  BOX  RUNNER  shall  be  fa¬ 
miliar  with  the  location  of  the  nearest  city  fire  alarm  box 
and  know  how  it  is  operated. 

In  ordinary  practice  fire  drills  the  STREET-ALARM- 
BOX-RUNNER  shall  report  to  the  Foreman  for  orders, 
and  if  his  services  are  not  required  he  shall  promptly  file 
out  of  the  premises  with  the  other  occupants. 

Only  when  a  fire  actually  occurs  on  his  floor,  or  when 
ordered  to  do  so  by  the  Foreman,  shall  the  STREET- 
ALARM-BOX-RUNNER  proceed  to  the  street  alarm  box 
and  send  in  the  fire  alarm. 
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Rule  6.  Duties  of  Fire  Brigade. 

/The  fire  brigade  shall  have  full  charge  of  the  operation 

to  extinguish'7  ^ghtin?  aPP?ratus  and  shall  endeavor 
nf  f:SU1!ih’  °r*  at  east  bold  in  check  until  the  arrival 
of  the  fire  department,  any  fire  that  may  occur.  When  it 
is  necessary  for  the  fire  brigate  to  respond  to  different 
floors  in  the  budding  they  shall  not  use  the  stairways  or 

premfseCsapeS  ^  G  ^  occupants  are  escaping  from  the 


Rule  7.  Duties  of  Exit  Guards. 

.  Jbe  lE^rT  GfU^RDS  sha11  station  themselves  at  all  exit 
doors  leading  to  fire  escapes,  stairways  and  other  means 
of  escape  immediately  upon  the  sounding  of  the  alarm 
There  shall  be  two  guards  for  each  exit?  if  practicable- 

I  f"  m-  the,  hallway  holding  back  the  door  and  the 
other  directly  inside  on  the  floor.  They  are  to  keep  the 
exit  doors  open  and  direct  the  movements  of  the  persons 
using  these  exits  and  prevent  congestion. 

GUARDS  shall  remain  at  their  stations  until  all 

Theidn??!2"  S  H°f  116  bHllding  have  passed  their  station, 
then  close  their  doors  and  pass  out  of  the  building  Upon 

X3  thfp°r  5®  .occupants  *?  return,  EXIT  GUARDS  shall 
take  their  designated  stations  and  remain  there  until  all 
persons  have  returned  to  their  respective  floors. 

Rule  8.  Dufies  of  Squad  Monitors. 

THie  ,SQUAD  MONITORS,  as  soon  as  the  alarm  is 
sounded,  shall  see  that  the  employees  under  their  charge 
quickly  form  into  line,  two  abreast,  and  numbering  not 
more  than  thirty  to  each  squad.  They  shall  see  that  all 
aisles  and  passageways  are  cleared  of  obstructions. 

Note:  Chairs,  stools,  baskets,  etc.,  should  be  pushed 
under  or  placed  on  top  of  work  benches. 

«n^QNIT°Rf  Sha11  proceed  at  the  head  of  their  re- 
un  nr  d  SqUad^  to  the  exit  assigned,  and  then  march 

the  EXIT  GUARDS.'"  °r  ‘°  °ther  as  direc,ed  ** 

On  reaching  the  sidewalk  MONITORS  shall  keep  their 

the  hull!?  0rder  and  kad  them  a  reasonable  distance  from 
withfirp’  S°  n°!w  CaU,se  congestion  and  interference 
shall  firpfnrPnParataf-  •  When  the  Proper  signal  is  given  they 
squads  heir  respectlve  floors  at  head  of  their 

MONITORS  will  at  all  times  see  that  those  under  their 
charge  conduct  themselves  in  a  respectable  and  orderly 
manner.  J 


rules  of  the  Board  of  Standards  and  Appeals,  the  fire  drill 
conducted  each  month  shall  include  all  of  the  persons  on 

beecPonTucteeSdea?aiSdtatt  W°rk  f°u  a  faCt°ry’  and  drills  shall 
ue  conducted  at  least  twice  each  year  in  which  all  nf  thp 

persons  on  the  premises  shall  participate  simultaneously 

Rule  10.  Duties  *of  Owner. 

ANThOFbTHEdmy.I°rmM?WN?R'  LESSEE,0R  TEN- 
,,  •  i  riP,  LLILDING  or  his  authorized  ae-ent  nr 

Drm”reP??S^tatlVef  to  Personally  observe  that  the  “Fire 
Drill  is  held  simultaneously  on  everv  flnnr  nf  k  mj 

m  Wh,1Ch  a11  of  the  occupants 
the  T  AW  t  a  I?°t  b^  considered  as  complying  with 
,  except  as  otherwise  provided  in  these  rules. 

S^EeoPRrTFMAivmSOrlS  rePresentlng  the  OWNER,  LES- 
fvA  j!  TENANT  who  supervises  the  FIRE  DRILL  at 

of  Fire  pnrevehntionUasmlo  ‘Sid! 

the  VffiE 'COMMISSIONER^.  **  S°  in  wHting  by 


Rule  9.  Holding  of  Drills. 

at^UdI?RILLSf  SiallAbe  heI5  at  least  once  each  month 
na rtirir  -°^  tbe  <?ay’  and  ad  tbe  occupants  shall 

E  n  e  therem  simultaneously.  Such  drills  shall  con¬ 
duct  all  occupants  to  a  place  of  safety. 

jybere  dual  ?Peration  interior  fire  alarm  systems  are  in¬ 
stalled  as  permitted  under  Rule  11  of  the  interior  fire  alarm 


Rule  11.  Duties  of  Engineer. 

d1^1  Tbe  the  duty  of  the  ENGINEER,  SUPERIN¬ 
TENDENT  or  other  PERSON  IN  CHARGE  of  a  build- 
mg  having  an  interior  fire  alarm  system  to  test  such  system 

!^P  mudlate  y  after  the  beglnning  of  business,  and  to 
tbat  a11  aPParatus  operated  by  springs  requiring  wind- 
‘Lye  rewound  after  each  alarm  and  kept  in  normal 
condition  for  operation.  ai 

Whenever  it  is  necessary  to  test  the  fire  alarm  system 
at  any  other  time  of  the  day,  owing  to  repairs,  etc  being 
made  the  PERSON  IN  CHARGE  OF  BUILDING 
™dl  5rj4  "otlfy  all  Foremen  of  the  several  floors  of  the 
intended  test  and  likewise  notify  them  when  the  repairs 
etc.,  are  completed.  This  precaution  is  taken  to  prevent 

alarm  ^signals  excitement’  also  misunderstanding  of  the 

R  sha11  also  be  the  duty  of  the  PERSON  IN  CHARGE 
•Lr  R UEDIING  to  sound  the  interior  alarm  system  at 

rnomh  f, !n?uVaS’  but  "of.16,38  than  once  each  calendar 
month,  for  the  purpose  of  holding  practice  fire  drills. 

He  shall  keep  on  the  premises  a  record  of  such  drills 
showing  the  date  when  held  and  the  required  time  for 
all  occupants  to  reach  the  street  or  a  point  of  safety  ■ 
outside  the  building.  p  ety 

•  The,.  PERSON  IN  CHARGE  OF  BUILDING  must 
immedmtdy  acquaint  new  tenants  of  the  existence  of 
the  hire  Drill  Organization  and  its  purport. 

Rule  12.  Registration. 

„TbeFnamLeaniaddr?fS  of,every  person,  corporation  or 
co-partnership,  that  will,  under  professional  service,  carry 
on  the  trade,  business  or  calling  of  establishing,  main- 
•aiTg  or  supervising  the  “Fire  Drill”  shall  be  registered 
in  the  Fire  Department,  which  Department  shall,  upon 
evidence  of  fitness,  grant  a  certificate  to  that  effect. 


NOTICE 


tribS  nowSo^al  a,  ,He  Di, 

Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35.’  MunicfpalBuSg^LnL^n.^ri^  ^sf3’ 
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board  of  standards  and  appeals 

Appeals  from  Administrative  Orders. 

283-35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City.  ,  .  ,, 

298-35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City.  .  XT 

304- 35-A— Transportation  of  Fuel  Oil  in  True  s  in  ew 

York  City.  ,  .  ,T 

305- 35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City.  . 

317-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  ew 

York  City.  . 

364-35- A — Transportation  of  Fuel  Oil  in  Trucks  m  New 
York  City. 

Appliances  Submitted  for  Approval. 

938-22-SA — Johnson  Improved  Rotary  Fuel  Oil  Burner 

2S9  25-SA _ Electrol  Automatic  Oil  Burney  Model  ' 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2^4-inch  Hose  Outlet  Valve,  yp 
“A”. 

359-30-S A — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32- S A— Croker  4-inch  Siamese.  _  ,  . 

237-32-SA— D.  B.  Smith  &  Co.  Fire  Extinguishers,  Mode 
Arrow  and  Oneida. 

5^:£t“hdart  siamefe^Hose  Connection  for  Stand- 

EiSS an/f^r”, 

164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

136-34-SA — Korth  Oil  Burner,  Model  S. 

156-34-SA— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  1  or 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System).  _ 

1 1-35-SA _ N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 

matic  Sprinkler  Siamese  Connection. . 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA— Universal  Water  Closet  Cmt,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

47-35-SA _ Ace  Rotary  Oil  Burner  and  Chalmers-Ace  i 

Burner. 

51-35-SA— General  Electric  Copper  Oxide  Rectlher, 
Model  6RC81Y1,  for  Fire  Alarm  Service 
58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 


-Roper  Rotary  Pump  for  Fuel  Oil. 

-Loyalty  Conversion  Hot  Water  Heater. 
-Gillespie  Elevator  Shaft  Door  Switch. 

— Easyway  Space  Heater,  Models  CRL19, 
CRN17,  CSP27,  and  CSP19. 

-Easyway  Water  Heater,  Models  H.W.l  and 
H.W.2. 

-United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

-Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

-National  Transit  Rotary  Pump  for  Gasoline 
and  Fuel  Oil. 

— Air-O-Flame  Cabinet  Heater,  Models  42,  51, 

52  and  521. 

-Oceco  Rotary  Pump  for  Petroleum  Products. 
-Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

-Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

-Hardinge  Gun  Type  Oil  Burner,  Model  25. 
-Garfire  Gun  (Fire  Extinguisher). 

-Acme  Type  205  Polarized  Vibrating  Bells. 
-Acme  High  and  Low  Water  Alarm  Tank 
Switch. 

-French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

-Kerogas  Bowl  Type  Oil  Space  Heater,  Models 
300,  305,  310,  315  and  320. 

-Econ-O-Matic  Fuel  Oil  Burner,  Model  41. 

-Riesner  Fuel  Oil  Ventilating  Brick  No  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

— Weco  Multi  Oil  Burner,  Low  Pressure  Type. 
-York  Horizontal  Rotary  Oil  Burner. 

-General  Automatic  Oil  Burners,  Models  A 
and  FM. 

—Richfield  Oil  Burner,  Pressure  Gun  Type. 

— Stuhler  Oil  Burner,  Model  R. 

— Citro  Oil  Burner,  Models  A  and  L  and 
Superb  Oil  Burner,  Models  A  and  B. 

Cates  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesat 
or  departmental  actions  are  consummated.  Whereupon  me 
caseormses  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


97-35-SA- 

135-35-SA- 

156-35-SA- 

158- 35-SA- 

159- 35-SA- 
163-35-SA- 

171-35-SA- 

175-35-SA- 

189-35-SA— 

208-35-SA— 

216-35-SA— 

226-35-SA— 

229-35-SA- 

238-35-SA- 

248- 35-SA- 

249- 35-SA- 

265- 35-SA- 

266- 35-SA- 

274-35-SA- 

15-36-SA- 

24-36- SA- 
56-36-SA- 
60-36- SA- 

73-36-SA- 
84-36- S  A- 
86-36-SA 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City.  FTTN 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  ®ULLt 

OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLL 

Name . 

Street . . 

P.  . . — 

.,  ,  .  f  - . . .  1936. 

My  Subscription  is  to  begin  with  the  issue  tor - - 


516 


60 


BULLETIN 


OF  THE 


BOARD  OF  STANDARDS  AND  APPEALS 

CITY  OF  NEW  YORK 

.tuMZf"rt:ix  LocJ'Lt'No^rr,  °j,  z  :»1 

Local  Law  No.  10  of  1935. 

Published  -~kly  by  ,be  B„„d  of  S,»„d,rds  and  Appeal,  a,  its  Rooms  1001  „  ^  Oipa,  Bui,di„g 

New  York  City. 

:ibi^.,:,Tv  of  num:- 


Vol.  XXI 


Subscription 
$2.50  a  year 


May  5,  1936 


Single  Copies,  5  cents 
By  mail,  8  cents 


No.  18 


DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK.  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given— 
Docket. 

Rules  Directory. 

Certiorari  Order.  Served  on  Board. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  April  28,  1936,  at  10  A.  M., 
Attectmg  Calendar  Numbers  2-36-BZ,  296-35-BZ,  234- 
35-BZ,  28-36-BZ  and  32-36-BZ. 

Minutes  of  Regular  Meeting,  April  28,  1936,  at  2  P.  M., 
Attectmg  Calendar  Numbers  20-36-BZ,  335-35-BZ  212- 

4  93-33'BZ>  336-35-BZ,  604-31-BZ, 

;  6;?zn733?-35;?z^315-33-BZ’  8°7-28-bz,  347-29-Bz, 
236-32-BZ,  328-35-BZ,  130-35-BZ,  1259-24-A  58-36-A 

15  3fi  ^A22i* * * 4fiQ5i’^’cl6‘36‘S’  87_36'S’  93-36- SA,  96-36-SA| 
of9,"33;SAA’  938-22-SA,  175-35-SA,  274-35-SA, 
73-36-SA,  86-36-SA,  136-34-SA  and  259-25-SA. 

)il  Burner  Rules. 

Approved  Burners  for  Domestic  and  Commercial  Use. 
Approved  Fireline  Hose  Valves. 

Approved  Fuel  Oil  Fill  Pipe  Terminals. 

’eserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

M^nhahtSnngS  ^  hdd  ^  R°°m  1013’  MuniciPal  Building, 


Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone— WOrth  2-0184. 

Office  Hours-9  a.  m.  to  5  p.  m.  Saturdays  9  a.  m  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman  oj 

the  board 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en- 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  m 

the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  any 
and  will  be  called  in  Room  1013,  Monday,  May  4,  1936 

definite0  day.'  At  thlS  CaU  each  CSSe  is  set  for  hearinS  on  a 

arTh®  subsequent  Call  of  the  Calendar  will  be  on 

Monday  May  11,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 

on  Txed  dfaysaSeS  ^  ^  definitely  set  for  baring 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman  nor 

of  Cthl*i  ^hlch,ls"otAfiJed.  within  thirty  days  from  the’date 
of  the  action  of  the  Administrative  Official 

«■&  fKSd  Ts  ^  notice  VntZSSl 
is  filed  on  the  f°™  *£ 
Upon  receipt  of  any  such  communication  the  writer  will 

MTaSl"16  officia' forms  fOT  **■«*« 

W**6*?5  °!  fil!nn  appe,aI  or  application,  the  appel- 
shaI1.f9rwai;d  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application.  J 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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Cal.  No. 
105-36-A 


DOCKET 

New  Cases  Filed  up  to  April  29,  1936 

Department  Premises  Affected 

DBM  . 557-559  Broadway,  west  side, 

101  ft.  south  of  Prince  street 
(Block  498,  Lot  9),  Bor¬ 
ough  of  Manhattan, 

Drop  Curb  Permit  56-36. 


106-36-BZ  D  B.M . 4  to  8  Mangin  street,  east  side, 

1U0  .  75  ft.  north  of  Grand  street 

('Block  321,  Lots  29,  30  and 
31),  Borough  of  Manhattan, 
N.B.  64-36. 


107-36- A . F.D 


Transportation  of  Fuel  Oil  in 
Truck  in  New  York  City, 
886-L.C. 


108-36-A  ..F.D . Transportation  of  Fuel  Oil  m 

Truck  in  New  York  City, 
885-L.C. 


109-3O-BZ  .D.B.Q . North  side  of  Astoria  boule- 

1W  .  W  yard,  183.9J4  ft.  east  of  31st 

drive  (Block  1679,  Lot  44), 
Elmhurst,  Borough  of 
Queens,  Applic.  8458-34. 


110-36-SA . F.D . Mohawk  Oil  Burner,  Models 

A  and  H,  Appliance. 


111-36-BZ . D.B.M . 76  East  132nd  street,  south¬ 

west  corner  of  Park  avenue 
(Block  1748,  Lot  21),  Bor¬ 
ough  of  Manhattan, 

Alt.  3403-35. 


112-36-SA . F.D . Perfect  Automatic  Oil  Burner, 

(Gun  Type),  Models  A-l,  2 
and  3  and  G-l,  2  and  3, 

Appliance. 


113-36-S . D.B.M . 414-416  East  20th  street,  south 

side,  199  ft.  6  in.  east  of  1st 
avenue  (Block  951,  Lot  48), 
Borough  of  Manhattan. 

27888-L.D. 


Restored  to  Calendar 

1259-24- A . D.B.M . 2  to  20  East  102nd  street 

(Block  1607,  Lot  59),  Bor¬ 
ough  of  Manhattan, 

F.P.  106-36. 


212-35-BZ . D.B.B . 6501-6507  Fort  Hamilton  park¬ 

way  and  948-960  65th  street, 
southeast  corner  (Block 
5750,  Lot  42),  Borough  of 
Brooklyn,  Applic.  4488-36. 


116-33-BZ . D.B.M . 50-56  Downing  street  and  214- 

218  West  Houston  street 
(Block  528,  Lots  13,  28,  29, 
30  and  31),  Borough  of 
Manhattan,  Alt.  268-33. 


369-33-SA . F.D . S-K  Oil  Burner,  Model  G, 

Appliance. 


CODE 

13  3 . Department  of  Buildings 

H  D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R. . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . ....Mar. 

Concrete  Rules  (Hydrated  Lime)... Apr. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Tune 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . Mar. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . May 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . •.••••. . Nov. 

Platform  Trucks,  Specifications  for. Apr. 

Plumbing  Rules  . Apr. 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.Apr. 
Smoking  in  Factories,  Rules  for.... July 

Sprinkler  Rules  . Apr. 

Standpipe  Fireline  Rules . . . Mar. 

Structural  Alterations  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . Apr. 

Tank  Trucks,  Gasoline,  etc . Apr. 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


2,  1932— Vol.  17,  No.  31 
10,  1936— Vol.  21,  No.  10 
28,  1936— Vol.  21,  No.  17 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
28,  1935— Vol.  20,  No.  22 
28,  1936— Vol.  21,  No.  17 

24,  1936— Vol.  21,  No.  12 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1Q28— Vol.  13.  No.  23 
5,  1936— Vol.  21,  No.  18 

27,  1934— Vol.  19,  No.  48 
7,  1936— Vol.  21,  No.  14 

28,  1936 — Vol.  21,  No.  17 

25,  1936— Vol.  21,  No.  8 
21,  1936— Vol.  21,  No.  16 

9,  1935— Vol.  20,  No.  28 
14,  1936— Vol.  21,  No.  15 
24,  1936 — Vol.  21,  No.  12 
7,  1932— Vol.  17,  No.  23 
7,  1936— Vol.  21,  No.  14 
7,  1936— Vol.  21,  No.  14 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . May 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Mar. 

Fuel  Oil  Pumps . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Apr. 


5,  1035— Vol.  20,  No.  10 

5,  1936— Vol.  21,  No.  18 

5,  1936— Vol.  21,  No.  18 
5,  1936— Vol.  21,  No.  18 
10,  1936 — Vol.  21,  No.  10 
28,  1936— Vol.  21,  No.  17 

26,  1935— Vol.  20,  No.  48 

14,  1936— Vol.  21,  No.  15 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  April  24,  1936,  Abraham  Wilson,  attorney,  served  on  board 
petition  and  order  of  certiorari  for  Nosmarba  Realties,  Inc.,  owner, 
in  re  decision  of  March  24,  1936,  denying  alteration  and  change  of 
occupancy  of  part  of  multiple  dwelling  in  residence  district,  at  2295 
Grand  Concourse,  southwest  corner  East  183rd  street,  Borough  of 
The  Bronx,  Cal.  No.  281-35-BZ. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY.  MAY  4,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

1 01-32-BZ. 

APPLICANT — Samuel  Greenbaum,  for  Thema  Rosen, 
owner. 

PREMISES — 2871  Bailey  avenue,  west  side,  107.59  ft. 
south  of  West  230th  street  (Block  No.  3264,  Lot 
Nos.  70  and  79),  Borough  of  The  Bronx. 

APPLICATION,  under  7h  of  the  building  zone  resolution 
(reopened  February  18,  1936), 
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TO  PERMIT  in  a  business  district  for  a  period  not  greater 
than  two  (2)  years,  the  parking  or  storage  of 
more  than  five  (5)  motor  vehicles  on  a  lot  or  plot 
unbuilt  upon.  ^ 

31-36-BZ. 

jCoser-  for  J°hn  Benson,  owner. 

^KiLMlbES— 631  Henderson  avenue  and  169  Elm  street 
northeast  corner  (Block  No.  157,  Lot  No  170)’ 

APPLICATION™  B^hton-. borough  of  Richmond. 

APPLICATION^  under  section  21  of  the  building  zone 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  building  having  stores  on  the 
hrst  story  and  dwellings  above. 

38-36-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Broad  Holding 
Corporation,  owner.  6 

REMISES— 32-01  Utopia  parkway,  southwest  corner  of 
Cross  Island  boulevard  (Block  No.  4939,  Lot  No. 

APPT  TrAT?A^Tlde’  BorouSh.  of  Queens. 

APPLICATION^  under  section  21  of  the  building  zone 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


tio? \  £r,emises  101  East  108th  street 
and  1481-1483  Park  avenue,  northeast 
corner  (Block  No.  1636,  Lot  No  1) 
Borough  of  Manhattan. 

cal.  no.  335-35-BZ— Application,  November  22,  1935  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Paul  R.  Silverstein 
applicant,  on  behalf  of  Anna  Gidseg,’ 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
warehouse,  garage  for  five  (5)  motor 
vehicles  and  loading  platform ;  prem- 
ises  167-02  to  167-09  108th  road,  north 

/r!f’  ,  I,  ^  *n‘  wes*  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica, 
Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  S,  1936,  10  A.  M. 

Building  Zone  Applications 

hy  the  Board  of  Stand- 
S  °f  a  pu,bh?  heannS  under  the  provisions 
6  t  'in  **i  Z?ne.  re®olutlon-  Tuesday  morning,  May  5 

the^following Matters  :  R°°m  10I3>  *****  Buying, Un 

cal.  no.  599-3 1-BZ— Application  of  Irving  Fenichel,  appli¬ 
cant,  on  behalf  of  Sajamo  Realty  Cor¬ 
poration  and  the  Nostrand  Sanitary 
Cleansing  Corporation,  owners,  re¬ 
opened  February  18,  1936,  under  sec¬ 
tions  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business 
district  the  extension  of  a,  dry  cleaning1 
establishment;  premises  237-239  Nos¬ 
trand  avenue,  east  side,  25  ft.  north  of 
Kosciusko  street  (Block  No.  1779,  Lot 
Nos.  2  and  3),  Borough  of  Brooklyn. 

cal.  no.  35-36-BZ— Application,  February  14,  1936,  under 
section  7e  of  the  building  zone  resolu¬ 
tion,  of  Joseph  W.  Genzardi,  applicant, 
on  behalf  of  Hugo  C.  Cook,  owner,  to 
permit  in  a  business  district  the  further 
extension  of  a  garage  for  more  than 
uye  (5)  motor  vehicles,  existing  prior 
to  1916— permission  to  extend  was 
granted  by  the  board  under  Cal  No 
1272-24-BZ ;  premises  2311  St.  Ray¬ 
monds  avenue,  north  side,  95  ft.  east 
of  Glover  street  (Block  No.  3990,  Lot 
Nos.  12,  13  and  25),  Borough  of  The 
Bronx. 

cal.  no.  20-36-BZ— Application,  January  31,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  James  A.  Trow¬ 
bridge,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta- 


MAY  5,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

65-36- A— 350-352  Third  avenue,  west  side,  26  ft.  8  in.  south 

ac  Ea.st,?£tILstreet  (Block  No.  881,  Lot  Nos 
45  and  46),  Borough  of  Manhattan. 

71 -36-A— 3402-3424  Foster  avenue,  south  side,  540  ft.  west 

of  Brooklyn  (Block  No-  4982)>  Borough 

83-36-A— 329  East  29th  street,  4th  floor  (Block  No.  935 
Lot  No.  19),  Borough  of  Manhattan. 

Variations  of  Labor  Law 

36-36-S  248  Lorimer  street,  east  side,  65  ft.  1  in.  north  of 
Broadway  (Block  No.  3086,  Lot  No.  2)  Bor¬ 
ough  of  Brooklyn. 

87-36-S— 151-155  Atlantic  avenue,  north  side,  141  ft  6  in 
west  of  Clinton  street  (Block  No.  275,  Lot 
Nos.  7  and  8),  Borough  of  Brooklyn. 

103-36-S— 200-204  William  street  and  18-24  Frankfort 
street,  northeast  corner  (Block  No.  120  Lot 
No.  7),  Borough  of  Manhattan. 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 

nfdtLanK  ^?Pea  S  °£  a  Publlc  hearing  under  the  provisions 

5  1936  ^  ?ngM0nL  reSOiUtl°n’  Tuesday  afternoon,  May 

on  thAfnll  2  °  C  °CkA  m  R°°m  -1013’  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 

fnrthdprand  °n  WfHlCh  decislon . has  been  reserved  without 
further  argument  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  293-31-BZ— Application  of  J.  &  V.  Beach  Holding, 
Corporation,  applicant  and  owner,  re¬ 
opened  April  14,  1936,  for  considera¬ 
tion  as  to  extension  of  permit — re 
Application,  previously  granted  under 
section  7f  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station  for  a  temporary 
period;  premises  southeast  corner  of 
Layton  avenue  and  Shore  drive  (Block 
No.  5467,  Lot  No.  1),  Borough  of  The 
Bronx. 

cal.  no.  30-36-BZ— Application,  February  14,  1936,  under 
section  21  of  the  building  zone  resolu- 
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tion,  of  Samuels  and  Samuels,  appli¬ 
cants,  on  behalf  of  Meyer  Randolph, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  708 
Bedford  avenue  and  15-17  Lynch 
street,  northwest  corner  (Block  No. 
2230,  Lot  No.  37),  Borough  of  Brook¬ 
lyn. 

cal  no.  328-34-BZ— Application  of  Henry  Nordheim,  appli¬ 
cant,  on  behalf  of  Max  Mirowitz, 
owner,  reopened  March  24,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein — re  Ap¬ 
plication,  granted  under  section  21  of 
the  building  zone  resolution,  permitting 
in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1449  Vyse  avenue,  west  side,  100 
ft.  south  of  Jennings  street  (Block  No. 
2987,  Lot  No.  33),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  11,  1936.  AT  2  P.  M. 

Building  Zone  Cases 

351-26-BZ. 

APPLICANT— Saul  Goldsmith,  for  Edgemont  Realty 
Corporation,  owner. 

PREMISES— 178-186  Parkside  avenue  and  333-345  Ocean 
avenue,  southeast  corner  (Block  No.  5054,  Lot  No. 
6),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7b  and  21  of  the  building 
zone  resolution  (reopened  March  31,  1936), 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  extension  in  height  of  an 
existing  building  used  for  business  purposes 
(stores)  previously  granted  by  the  board. 

61-36-BZ. 

APPLICANT — John  J.  Cromshow,  for  Abraham  B.  Cox, 
owner. 

PREMISES— 1235-1239  Second  avenue  and  248-252  East 
65th  street,  southwest  corner  (Block  No.  1419,  Lot 
Nos.  26-28),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 

68-36-BZ. 

APPLICANT— Lama  and  Proskauer,.  for  Joseph  P.  Day, 
Inc.,  owner. 

PREMISES — 40-48  Brighton  11th  street  (Hoff  street), 
west  side,  314  ft.  11  in.  south  of  Neptune  avenue 
(Block  No.  7516,  Lot  No.  2386),  Borough  of 
Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use,  “C”  area  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and,  also,  the  omis¬ 
sion  of  the  required  rear  yard. 


69-36-BZ. 

APPLICANT— William  P.  Hennessy,  Assistant  Engineer 
for  Department  of  Public  Buildings  and  Offices, 
for  City  of  New  York,  owner.  w 

PREMISES— 5511-5629  19th  avenue,  northeast  corner  of 
57th  street  (Block  No.  5495,  Lot  No.  1),  Borough 
of  Brooklyn. 

APPLICATION,  under  section  7a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  carpenter 
shop,  welding  shop,  asphalt  roller  storage  and 
storage  shed. 

359-35-BZ. 

APPLICANT— Thomas  Nelson,  substituted  for  Louis 
Danancher,  for  John  L.  Quenzer,  owner. 

PREMISES— 172-01  Grand  Central  parkway  and  82-11 
172nd  street,  northeast  corner  (Block  No.  7050, 
Lot  No.  1),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  use  “F”  area  district  the  erec¬ 
tion  of  a  porch  within  the  15  ft.  set  back  required 
by  the  building  zone  resolution. 


MAY  12,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  12, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  270-35-BZ — Application  of  Leo  Bradspies,  appli¬ 
cant,  on  behalf  of  Herman  Stursberg 
Realty  Co.,  owner,  reopened  April  21, 
1936,  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a 
business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5) 
motor  vehicles ;  premises  339-349 
Brook  avenue,  west  side,  40  ft.  north 
of  East  141st  street  (Block  No.  2286, 
part  of  Lot  No.  65),  Borough  of  The 
Bronx. 

cal.  no.  282-35-BZ — Application  of  Edward  T.  McGetrick, 
applicant,  on  behalf  of  Bay  Parkway 
Holding  Corporation,  owner,  reopened 
April  21,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  withdrawn)  ;  premises 
1159-1167  Utica  avenue  and  5002-5010 
Clarendon  road,  southeast  corner 
(Block  No.  4771,  Lot  Nos.  1  and  78), 
Borough  of  Brooklyn. 

cal.  no.  349-35-BZ — Application,  December  12,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Bulkley  and  Horton  Company, 
applicant,  on  behalf  of  T.  A.  Clarke 
Company  and  Gulf  Refining  Company, 
owners,  to  permit  in  a  business  district 
the  extension  of  an  existing  gasoline 
service  station;  premises  1119-1143  At¬ 
lantic  avenue  and  1296-1312  Bedford 
avenue,  northwest  corner  (Block  No. 
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2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

cal.  no.  67-36-BZ  Application,  March  18,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Thomas  J.  Donovan, 
applicant,  on  behalf  of  Louisa  Min- 
gino,  John  Farrell,  Bridget  Farrell,  Ed¬ 
win  Construction  Co.,  Inc.,  and  Jaace 
Realty  Co.,  Inc.,  owners,  to  permit  in 
a  business  district  the  extension  and 
combination  of  two  (2)  existing 
garages  for  more  than  five  (5)  motor 
vehicles  by  the  inclusion  of  a  forty 
(40)  ft.  plot  in  between  them;  prem¬ 
ises  103-105  Crown  street,  north  side, 
280  ft.  west  of  Bedford  avenue  (Block 
No.  1287,  Lot  Nos.  61,  62,  63,  66,  67 
and  68),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  12,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

1259-24- A— 2-20  East  102nd  street,  south  side,  100  ft.  east 
of  5th  avenue  (Block  No.  1607,  Lot  No.  59) 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
UI  o  g  ^one  resolution,  Tuesday  afternoon,  May 
12,  1936,  at  2  o  clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
turther  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  410-31-BZ — Application  of  Edward  L.  Kelly,  ap¬ 
plicant,  on  behalf  of  Louise  De  Vito, 
owner,  reopened  April  14,  1936,  for 
consideration  as  to  extension  of  permit 
re  Application,  previously  granted 
under  section  7f  of  the  building  zone 
resolution,  permitting  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  for  a  tem¬ 
porary  period;  premises  175-14  Horace 
Harding  boulevard,  south  side,  117.71 
ft.  west  of  Utopia  parkway  (Block  No. 
2661,  Lot  No.  26),  Flushing,  Borough 
of  Queens. 

cal.  no.  46-33-BZ— Application  of  Alex  Litman,  applicant 
and  owner,  reopened  April  14,  1936, 
for  consideration  as  to  extension  of 
permit  —  re  Application,  previously 
granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  use  and  mainte¬ 
nance  of  a  plot  of  ground  for  parking 
space  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ; 
premises  south  side  of  Edgemere  ave¬ 
nue,  from  Beach  52nd  street  to  Beach 
53rd  street  (Block  No.  343,  Lot  No. 
45),  Edgemere,  Borough  of  Queens. 

CAL.  NO.  641-30-BZ— Application  of  Michael  Shanley,  appli¬ 
cant,  on  behalf  of  2508  Broadway. 
Inc.,  owner,  reopened  March  17,  1936 
for  rehearing  on  revised  proposition 
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(matter  having  been  referred  back  to 
the  board  by  Order  of  the  Court)  re 
Application,  under  sections  21  and  7f 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  maintenance  of  a  gasoline  service 
station  for  a  further  period  of  two 
(2)  years  (previously  granted  for  a 
temporary  period)  ;  premises  south 
side  of  Hillside  avenue,  41  ft.  east  of 
207th  street  (Block  No.  1508,  Lot  Nos. 

4  and  5),  Queens  Village,  Borough 
of  Queens. 

cal.  no.  275-25-BZ— Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  Mary  T.  Beatty, 
owner,  reopened  April  21,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  district 
the  alteration  of  a  garage  for  more 
than  five  (5)  motor  vehicles  (permis¬ 
sion  to  erect  which  was  previously 
granted  by  the  board)  so  as  to  provide 
a  vehicular  opening  at  rear  with  pas¬ 
sageway  across  the  rear  lot  to  Mont¬ 
gomery  street;  premises  88-110  Crown 
street,  south  side,  220  ft.  west  of  Bed¬ 
ford  street  (Block  No.  1294,  Lot  No. 
22),  Borough  of  Brooklyn. 

cal.  no.  2-36-BZ— Application,  January  3,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Max  Dreyfuss,  applicant,  on  behalf 
of  Romabe  Realty  Corporation,  owner, 
to  permit  in  a  residence  use  “F”  area 
district  the  erection  and  maintenance 
of  a  multiple  dwelling  not  conforming 
with  the  requirements  of  the  building 
zone  resolution  as  to  set  back  from  the 
building  line  and  as  to  area;  premises 
83-02  to  83-10  Parsons  boulevard  and 
150-54  to  150-62  Grand  Central  park¬ 
way.  southwest  corner  (Block  No.  2601 
(6717),  Lot  Nos.  96  and  99),  Jamaica, 
Borough  of  Queens. 

cal.  no.  296-35-BZ— Application,  October  25,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  William  Pechter,  applicant,  on 
behalf  of  Monroe  Realty  and  Mort¬ 
gage  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a 
temporary  period  of  two  (2)  years; 
premises  1751-1767  Coney  Island  ave¬ 
nue,  east  side,  165  ft.  south  of  Avenue 
N  (Block  No.  6749,  Lot  Nos.  83,  86 
and  89),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  18,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

52-36-BZ. 

APPLICANT — Benjamin  Hinerfeld,  Special  Deputy  Su¬ 
perintendent  of  Banks  of  the  State  of  New  York, 
for  Bank  of  Europe  Trust  Company,  owner. 

PREMISES — 218  East  97th  street,  south  side,  285  ft.  east 
of  3rd  avenue  (Block  No.  1646,  Lot  No.  37),  Bor¬ 
ough  of  Manhattan. 


CALENDAR 


APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  an  iron  and  wire 
works. 

352-29-BZ. 

APPLICANT — Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

PREMISES — 212-220  East  98th  srteet,  southwest  corner  of 
Kings  Highway  (Block  No.  4633,  Lot  No.  34), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  March  10,  1936), 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  (application  for  a  garage  for  more 
than  five  (5)  motor  vehicles  and  gasoline  service 
station  on  same  premises  previously  denied  by  the 
board). 

339-35-BZ. 

APPLICANT — Jacob  M.  Aufrecht,  for  William  A.  Kis- 
sam,  owner. 

PREMISES— 777-787  Metropolitan  avenue  and  377  Hum¬ 
boldt  street,  northwest  corner  (Block  No.  2760, 
Lot  Nos.  28  and  29),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

293-17-BZ. 

APPLICANT — Vendome  Service  Corporation,  for  Estate 
of  Julia  Cameron,  owner. 

PREMISES — 403-413  West  124th  street,  north  side,  100 
ft.  west  of  Morningside  avenue  and  2-4  La  Salle 


place  (Block  No.  1965,  Lot  No.  22),  Borough  of 
Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  January  28,  1936), 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  change  of  occupancy  of  an 
existing  building  from  a  business  building  (previ¬ 
ously  granted  by  the  board)  to  a  motor  vehicle 
repair  shop  and  garage  for  more  than  five  (5) 
motor  vehicles. 


MAY  19,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  19, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  116-33-BZ— Application  of  Frank  E.  Vitolo,  appli¬ 
cant,  on  behalf  of  Katherine  Alberti, 
owner,  reopened  April  28,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  April  10,  1934,  to  permit 
the  installation  of  gasoline  tanks  and 
the  occupancy  of  the  portion  of  build¬ 
ing  now  erected  for  storage  of  pleas¬ 
ure  cars,  pending  construction  of  the 
proposed  extension  (previously 
granted  by  the  board  under  sections 
7e  and  21  of  the  building  zone  resolu¬ 
tion)  ;  premises  50-56  Downing  street 
and  214-218  West  Houston  street, 
north  side,  159  ft.  6)4  in.  cast  of 
Varick  street  (Block  No.  528,  Lot  Nos. 
13,  28,  29,  30  and  31),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  APRIL  28,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  April  21,  1936,  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon  April  21,  1936,  were  approved  as  printed  in  Bulletin 
No.  17,  Vol.  XXL 


BUILDING  ZONE  CASES 

2-36-BZ. 

APPLICANT — Max  Dreyfuss,  for  Romabe  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  ('re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  “F”  area 
district  the  erection  and  maintenance  of  a  multiple 
dwelling  not  conforming  with  the  requirements  of 
the  building  zone  resolution  as  to  set  back  from 
the  building  line  and  as  to  area. 

PREMISES  AFFECTED — 83-02  to  83-10  Parsons  boule¬ 
vard  and  150-54  to  150-62  Grand  Central  parkway, 
southwest  corner  (Block  No.  2601  (6717),  Lot 
Nos.  96  and  99),  Jamaica,  Borough  of  Queens. 


APPEARANCES— 

For  Applicant:  Max  Dreyfuss. 

For  Opposition :  David  Groberg  and  Mark  F. 
Hughes. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


296-35-BZ. 

APPLICANT — William  Pechter,  for  Monroe  Realty  and 
Mortgage  Co.,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
parking  of  more  than  five  (5)  motor  vehicles  for 
a  temporary  period  of  two  (2)  years. 

PREMISES  AFFECTED— 1751-1767  Coney  Island  ave¬ 
nue,  east  side,  165  ft.  south  of  Avenue  N  (Block 
No.  6749,  Lot  Nos.  83,  86  and  89),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Milton  M.  Asch. 

For  Opposition :  Thomas  L.  Clark,  Charles  Wurt- 
zel  and  Isidor  Tiger. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 
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234-35-BZ. 

APPLICANT — Larry  Meltzer,  for  Mrs.  Katie  Kirshen- 
baum,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  “D”  area 
district  the  erection  and  maintenance  of  a  one- 
story  one-car  private  garage  (previously  dismissed 
for  lack  of  prosecution ;  reopened  and  restored  to 
calendar  March  10,  1936). 

PREMISES  AFFECTED — 1065  Hopkinson  avenue  and 
1360-1370  Linden  boulevard,  southeast  corner 
(Block  No.  3641,  Lot  No.  28),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Larry  Meltzer. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . *  q 


THE  RESOLUTION— 

(234-35-BZ) 

Whereas,  Larry  Meltzer,  for  Katie  Kirshenbaum,  owner, 
filed  September  4,  1935,  an  application  under  the  building 
zone  resolution  to  permit  in  a  residence  use  “D”  area  dis¬ 
trict  the  erection  and  maintenance  of  a  one-story  one-car 
private  garage.  Premises :  1065  Hopkinson  avenue  and 
1360-1370  Linden  boulevard,  southeast  corner  (Block  No. 
3641,  Lot  No.  28),  Borough  of  Brooklyn,  and 
Whereas,  this  application  was  dismissed  for  lack  of 
prosecution  October  29,  1935,  reopened  by  vote  of  the 
Board  March  10,  1936;  and 

V  hereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  boulevard  is  in  a 
residence  use ;  “D  ’  and  “A”  area ;  Hopkinson  avenue  is  in 
a  business  and  residence  use;  “D”  area  and  Bristol  street 
is  in  a  business  and  residence  use,  “D”  and  “A  area ;  and 
Whereas,  the  decision  of  the  Commissioner  of  Buildings 
rendered  August  23,  1935,  re  Applica.  No.  8554-1935,  reads 
‘Enclosure  of  open  space  between  present  buildings 
for  proposed  garage  would  exceed  the  permissable  area 
of  lot  which  is  limited  to  80%  under  Art.  4,  Section 
14D  Zone  Resolution,  Residence  district.  Therefore 
application  denied.” 
and 

.  Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
mg  a  frontage  of  100  ft.  on  Linden  boulevard  and  21  ft. 
on  Hopkinson  avenue.  Upon  the  west  portion  of  the  plot 
there  is  located  a  two-story  dwelling;  on  the  East  portion 
ot  the  plot  there  is  located  a  one-story  structure  occupied 
ny  two  stores;  between  these  two  structures  there  is 
located  a  one-story  structure,  7  ft.  2  in.  wide  and  21  ft. 
deep  (151  sq.  ft.).  It  is  proposed  to  occupy  this  structure 
as  a  one  car  private  garage;  and 
Whereas,  the  board  deems  that  the  applicant  has  sub- 
stantiated  his  basis  of  appeal  under  Section  21  of  the 
building  zone  resolution. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make.  a  variation  in  the  application  of  the  area  dis- 
trict  regulations  of  the  building  zone  resolution  and  that 
,i  e  dpphcation  be  and  it  hereby  is  granted  on  condition 
that  the  garage  shall  not  exceed  the  height  and  dimension 
shown ;  that  the  ceiling  shall  be  fire-retarded  in  accordance 
vwffi  the  rules  of  the  Board  of  Standards  and  Appeals  and 
hat  the  garage  shall  be  for  one  pleasure  car  only,  in  the 
ownership  of  the  owner  or  tenant  in  the  adjoining  resi¬ 
dential  building. 


28-36-BZ. 

APPLICANT — Paul  Miller,  for  Revelation  Realty  Cor¬ 
poration,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to  a 
motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 3112  Jerome  avenue,  east  side, 
20  ft.  south  of  east  204th  street  (Block  No.  3321, 
Lot  No.  35),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Paul  Miller  and  Frederick  J. 
Hausner. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(28-36-BZ) 

Whereas,  Paul  Miller,  for  Revelation  Realty  Corp., 
owner,  filed  February  11,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to  a  motor 
vehicle  repair  shop;  premises:  3112  Jerome  avenue  east 
side,  20  ft.  south  of  East  204th  street  (Block  No.  3321,  Lot 
No.  35),  Borough  of  the  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  in  a  busi¬ 
ness  and  unrestricted  district;  East  204th  street  is  in  a 
residence  and  business  district  and  Villa  avenue  is  in  a 
residence  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  January  16,  1936,  re  Zone  Violation  36-1932, 
reads : 

“In  answer  to  your  letters  of  April  10th  and  16th, 
would  say  that  a  certificate  of  occupancy  for  the  re¬ 
pair  shop  at  above  mentioned  location  is  hereby  denied 
as  the  location  is  within  a  business  district  where  such 
occupancy  would  be  unlawful.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
one  story  in  height,  with  a  frontage  of  25  ft.  and  a  depth 
of  100  ft.  to  be  occupied  as  a  motor  vehicle  repair  shop; 
and 

Whereas,  the  board  is  familiar  with  these  premises,  a 
committee  having  viewed  it  in  connection  with  the  adjoin¬ 
ing  building,  which  premises  was  before  this  board  under 
Cal.  No.  140-34-BZ;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  appeal  under  Section  21  of  the  building  zone 
resolution,  that  temporary  hardship  exists  and  that  a  vari¬ 
ation  should  be  granted  for  a  period  of  five  years. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
21  thereof  for  a  period  of  five  years  from  the  date  of 
this  action,  to  permit  the  building  to  be  used  for  automo¬ 
bile  repairing,  on  condition  that  the  ceilings  throughout 
shall  be  fire-retarded  in  accordance  with  the  rules  of  the 
Board  of  Standards  and  Appeals;  that  the  skylights  shall 
have  metal  frames,  glazed  with  wire  glass ;  that  there  shall 
be  no  openings  in  the  side  or  rear  walls  to  the  adjoining 
properties;  that  the  floor  shall  be  of  cement;  that  there 
shall  be  no  excavation  under  the  building  other  than  the 
boilerroom,  which  shall  be  separated  from  the  balance  of 
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the  building  with  fireproof  materials  and  enterable  only 
from  the  exterior  of  the  building;  that  automobile  repair¬ 
ing  shall  be  limited  to  such  repairing  as  can  be  carried  on 
with  manual  tools  and  with  machine  driven  tools  requiring 
no  greater  than  h.p.  each,  excluding  all  heavy  repair¬ 
ing  work  which  would  require  the  use  of  anvil,  forge  or 
acetylene  torch. 


32-36-BZ. 

APPLICANT — Jerome  Eisner,  for  Annie  T.  Matthies, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district 
the  erectipn  and  maintenance  of  a  business  build¬ 
ing  (stores). 

PREMISES  AFFECTED — 2196  Grand  Concourse,  east 
side,  166.60  ft.  south  of  East  182nd  street  (Block 
No.  3157.  Lot  No.  23),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Julius  B.  Sheftel  and  Ethel  M. 
Barnett. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . . . .  0 


THE  RESOLUTION— 

(32-36-BZ) 

Whereas,  Jerome  Eisner,  for  Annie  T.  Matthies,  owner, 
filed  February  17,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  business  building  (stores)  ; 
Premises :  2196  Grand  Concourse,  east  side,  166.60  ft.  south 
of  East  182nd  street  (Block  No.  3157,  Lot  No.  23),  Bor¬ 
ough  of  the  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  in  a 


residence  and  business  district ;  East  182nd  street  is  in  a 
residence  district;  East  181st  street  is  in  a  business  and 
residence  district ;  Ryer  avenue  is  in  a  residence  and  busi¬ 
ness  district  and  Anthony  avenue  is  in  a  residence  and 
business  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  February  14,  1936,  re  N.  B.  Applic.  No. 
434-35  reads : 

“1.  Erection  of  proposed  building  for  business  occu¬ 
pancy  (stores)  in  residence  district  is  contrary  to  pro¬ 
visions  of  building  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  51  ft.  11  in.  and  a  maximum  depth  of 
130  ft.  It  is  proposed  to  demolish  the  frame  structure  now 
on  the  plot  and  to  erect  thereon  a  one-story  non-fireproof 
building  51  ft.  11  in.  by  100  ft.,  irregular,  in  area,  to  be 
occupied  by  three  (3)  stores;  and 

Whereas,  the  board  is  familiar  with  the  area  and  this 
particular  site  because  of  recent  appeals  in  the  area  upon 
which  inspections  of  the  committee  were  made ;  and 

Whereas,  the  board  is  of  the  opinion,  that  the  adjoining 
gasoline  station  and  garage  erected  prior  to  1916  makes  it 
unreasonable  to  expect  the  owner  to  construct  a  use  that 
is  conforming  in  a  residence  district  and  that  the  proposed 
building  will  be  an  improvement  on  the  existing  outmoded 
dwelling;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  Section  21  of  the  building 
zone  resolution,  hardship,  and  was,  therefore,  entitled  to 
relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals,  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  to  permit  the 
erection  of  a  one-story  store  building  generally  as  indi¬ 
cated  on  plans  filed  with  this  appeal,  on  condition  that 
complete  working  drawings  shall  be  submitted  to  the  board 
for  approval  before  same  are  filed  with  the  Commissioner 
of  Buildings  and  for  the  placing  of  such  further  conditions 
as  the  board  may  deem  desirable ;  that  such  plans  shall  be 
submitted  within  three  months  from  the  date  of  this  reso¬ 
lution. 


Adjourned,  11  :55  a.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  APRIL  28,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

20-36-BZ. 

APPLICANT — Samuels  &  Samuels,  for  James  A.  Trow¬ 
bridge,  Jr.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 101  East  108th  street  and  1481- 
1483  Park  avenue,  northeast  corner  (Block  No. 
1636,  Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Lillian  Lamont. 

For  Opposition :  None. 


ACTION  OF  BOARD— Laid  over  to  May  5,  1936,  at  10 
a.m.,  for  further  consideration  by  the  board. 


335-35-BZ. 

APPLICANT — Paul  R.  Silverstein,  for  Anna  Gidseg, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  a  ware¬ 
house,  garage  for  five  (5)  motor  vehicles  and 
loading  platform. 

PREMISES  AFFECTED— 167-03  to  167-09  108th  road, 
north  side,  117  ft.  5  in.  west  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant :  Paul  R.  Silverstein. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  May  5,  1936,  at  10 
a.m.,  awaiting  information  from  the  commissioner 
of  buildings. 
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212-35-BZ. 

APPLICANT — Samuel  Gardstein,  for  Edwin  J.  Long, 
owner. 

SUBJECT  Application  for  reopening  on  new  proposition 
re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
occupancy  of  a  plot  for  sale  and  display  (parking 
and  storage)  of  more  than  five  (5)  new  and  used 
motor  vehicles  for  a  temporary  period  of  two 
(2)  years. 

PREMISES  AFFECTED — 6501-6507  Fort  Hamilton  park¬ 
way  and  948-960  65th  street,  southeast  corner 
(Block  No.  57o0,  Lot  No.  42),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Samuel  Gardstein. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  n 


116-33-BZ. 

cnDrerANT_Fran^  E-  Vitolo>  Katherine  Alberti,  owner. 
oU-DjrAl  Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7e  and  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  extension  of  an  existing  garage  for  more 
than  five  (5)  motor  vehicles  (granted  by  the  board 
under  Cal.  No.  304-30-BZ). 

PREMISES  AFFECTED — 50-56  Downing  street  and  214- 
218  West  Houston  street  (Block  No.  528,  Lot  Nos. 
13,  28,  29,  30  and  31),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Frank  E.  Vitolo  and  Frank  T 
Alberti. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  May  19,  1936  at 
10  a.m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 

Negative  . !.!!.!.  0 

Absent  .  .  n 


THE  RESOLUTION— 

(93-33-BZ) 

Whereas,  John  J.  Beatty,  for  T.  H.  Fraser  Mortgage 
Corp.,  owner,  filed  March  8,  1933,  an  application  under  Sec¬ 
tion  21  of  the  building  zone  resolution,  to  permit  partly  in 
an  unrestiicted  use  district,  and  partly  in  a  business  use 
distnct,  the  erection  and  maintenance  of  a  gasoline  service 
station.  Premises :  246-250  Atlantic  avenue,  south  west 
corner  of  Boerum  place  (Block  No.  278,  Lot  No.  38,  39  and 
40),  Borough  of  Brooklyn;  and 
Whereas,  this  application  was  granted  by  the  board  May 
31,  1933,  on  certain  conditions;  and 
Whereas,  this  case  was  reviewed  by  the  Court  and  the 
action  of  the  board  under  Section  21,  of  the  building  zone 
resolution  was  reversed  by  the  Court;  and 
Whereas,  the  applicant  requested  a  reopening  of  the 
application  under  the  provisions  of  Section  7,  Subdivision 
C  of  the  building  zone  resolution ;  and 
Whereas,  this  application  was  reopened  by  vote  of  the 
board,  for  consideration  under  Section  7,  Subdivision 
C ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Atlantic  avenue  is  in  a  busi¬ 
ness  district;  Pacific  street  is  in  an  unrestricted  and  busi¬ 
ness  district;  Boerum  place  is  in  an  unrestricted  and  busi- 
ness  district  and  Court  street  is  in  a  business  district ;  and 
.  Whereas,  the  decision  of  the  Commissioner  of  Build- 
mgs,  rendered  November  19,  1935,  (re  App.  No.  14418- 
1935),  reads: 

“Proposed  gasoline  service  station  to  be  located 
partly  in  a  business  use  and  partly  in  an  unrestricted 
district  contrary  to  Art.  II,  Sect.  4-a  of  zone  resolu¬ 
tion. 

and 

.  Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  57  ft.  1  in.  on  Atlantic  avenue  and  80  ft 
5  in.  on  Boerum  place.  The  south  portion  of  the  plot  ex¬ 
tends  into  the  unrestricted  district  for  a  distance  of  25  ft 
and  the  remainder  of  the  plot  is  in  the  business  district 
It  is  proposed  to  erect  upon  the  plot  a  one-story  office, 

15  ft.  by  12  ft.  8  in.  in  area  and  a  greasing  room  22  ft.  by 
25  ft.  6  in.  in  area,  and,  also,  the  necessary  tanks  and  pumps 
r°r  a  gasoline  service  station.  The  tanks  and  pumps  are 
located  within  the  unrestricted  use  portion  of  the  plot;  and 

Whereas,  a  committee  of  the  board  visited  the  premises 
report  of  which  committee  was  read  at  the  hearing  and 
which  report  follows : 


93-33- BZ. 

APPLICANT— John  J.  Beatty,  for  T.  H.  Fraser  Mort- 
sage  Corporation,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
ot  buildings)  reopened  January  21,  1936,  under 
section  7c  of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  an  unrestricted  district  and  partly  in 
a  business  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

'REMISES  AFFECTED — 246-250  Atlantic  avenue 

southwest  corner  of  Boerum  place  (Block  No.’ 

APPEARANCES^'  38,  39  and  40)’  Borough  of  Brooklyn. 
For  Applicant:  John  J.  Beatty 

rTTnI°L0pp,osition:  R-  S-  Hardy.' 

'HE1  VOT£-BOARD—ApPliCati°n  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission¬ 
er5  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  .  4 

N egative  . .  n 

Absent  . .  q 


REPORT  OF  COMMITTEE. 

Cal.  No.  93-33-BZ. 

Premises .  246-250  Atlantic  avenue,  southwest  corner 
Boerum  place  (Block  278,  Lots  38,  39  and  40)  Bor¬ 
ough  of  Brooklyn. 

April  24th,  1936. 

The  plot  under  appeal  is  now  vacant  and  unused 
It  has  a  frontage  on  Atlantic  avenue  of  57  ft  J  in  and 
on  Boerum  place  of  80  ft.  5  in.  It  is  at  the  southwest 
corner  and  is  zoned  for  business  uses  for  a  distance  of 
55  ft.  5  in.  back  from  Atlantic  avenue  and  the  balance 
of  the  plot,  with  a  frontage  of  25  ft.  on  Boerum  place, 
is  zoned  for  unrestricted  uses. 

In  a  previous  appeal  under  Section  21,  the  board 
found  hardship  and  granted  a  zoning  variance  to  per- 
mit  the  plot  to  be  used  as  a  gasoline  station.  Upon 
Court  review  brought  by  owners  of  property  within 
the  area  on  Atlantic  avenue,  the  Appellate  Division, 
upholding  the  board’s  decision,  was  reversed  by  the 
Court  of  Appeals  in  Levy  vs.  The  Board,  the  Court 
hnding  that  the  board  cannot  exercise  legislative  pow¬ 
ers  and  that  it  had  exceeded  its  powers  in  basing  its 
action  on  general  conditions  existing  in  the  neighbor- 
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hood,  pointing  out,  also,  that  facts  were  not  presented 
in  the  record  to  bring  the  owners  application  within 
the  scope  of  the  board’s  power  under  Section  21. 

On  a  reopening,  the  applicant  asks  that  the  zoning 
variance  be  granted  under  a  different  section,  whereby 
the  board  has  power  to  exercise  its  discretion,  namely, 
Section  7  (c),  under  which  the  applicant  is  not  called 
upon  to  prove  the  existence  of  unnecessary  hardship 
or  practical  difficulties.  In  this  respect,  the  ruling  o 
the  Court  of  Appeals  in  the  Levy  case  has  no  pertin- 
ance.  Under  7(c)  the  board  may  “permit  the  exten¬ 
sion  of  an  existing  or  proposed  building  into  a  more 
restricted  district  under  such  conditions  as  will  safe¬ 
guard  the  character  of  the  more  restricted  district. 
Since  the  decision  in  Monument  Garage  vs.  Levy,  it  can 
be  taken  that  this  power  includes  the  extension  of  the 
existing-  or  proposed  use  of  land  as  well  as  a  building. 

It  is  now  proposed  to  arrange  the  gasoline  station  so 
that  the  portions  which  separately  are  non-conforming, 
namely,  the  gasoline  equipment,  are  entirely  located 
within  the  unrestricted  use  portion  of  the  plot.  The 
buildings  which  are  accessory  and,  therefore,  part  of 
the  gasoline  station,  are  located  partly  in  the  unre¬ 
stricted  use  and  partly  in  the  business  use  portions  of 
the  plot.  Under  Section  7(c)  the  board  has  power  to 
permit  such  an  arrangement. 

Furthermore,  in  considering  a  previous  appeal  on  the 
opposite  corner  where  a  variation  was  granted  (under 
Section  7(c)  in  Cal.  No.  38  of  1930),  although  not 
taken  advantage  of,  the  board  required  that  the  front¬ 
age  on  Atlantic  avenue  on  the  street  floor  should,  for 
a  depth  of  35  ft.  be  used  for  conforming  purposes. 
This  restriction  presumably  satisfied  the  adjoining 
owner,  Levy,  who  filed  objection  to  the  garage  appli¬ 
cation,  but  did  not  appeal  in  that  case  from  the  board’s 
decision. 


The  committee  recommends  that  the  appeal  be 
granted  on  condition  that  the  frontage,  for  a  reason¬ 
able  and  useable  depth  along  Atlantic  avenue,  be  used 
for  conforming  purposes,  except  that  a  driveway  not 
over  25  ft.  in  width  may  be  installed  as  access  to  the 
gasoline  selling  area,  with  driveway  to  be  not  nearer 
than  fifteen  feet  from  the  corner  of  Boerum  place,  and 
that  plans  be  submitted  to  the  board  for  placing  of 
such  other  conditions  as  may  be  appropriate. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 


and 


Whereas,  this  report  recommended  the  granting  of  the 
variation,  under  Section  7-C  of  the  building  zone  resolu¬ 
tion  and  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  the  application  under  Section  7  Subdi¬ 
vision  C. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Ejection 
7-C  thereof,  permitting  the  plot  under  appeal,  except  for 
a  frontage  along  Atlantic  avenue  not  less  than  25  ft.  in 
depth,  to  be  used  as  a  gasoline  selling  station,  on  condition 
that  the  frontage  along  Atlantic  avenue  shall  be  occupied 
by  a  building  for  conforming  purposes,  except  that  there 
may  be  a  driveway  not  more  than  25  ft.  in  width  and  not 
nearer  than  15  ft.  to  the  corner  formed  by  Atlantic  avenue 
and  Boerum  place  as  an  access  to  the  gasoline  selling 
area ;  on  further  condition  that  complete  working  draw¬ 
ings  shall  be  submitted  to  the  board  for  approval  and  for 
placing  of  such  additional  conditions  as  may  be  deemed 
desirable  before  same  are  filed  with  the  Commissioner  of 
Buildings;  that  such  plans  shall  be  filed  within  thirty  days 
from  the  date  of  this  resolution. 


336-35-BZ. 

APPLICANT— Stein  and  Wiener,  substituted  for  Abra¬ 
ham  M.  Schwartz,  for  Sarah  Gordon,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to  a 
motor  vehicle  repair  shop.  . 

PREMISES  AFFECTED— 3312  Boston  road,  east  side, 
208.15  ft.  north  of  Gun  Hill  road  ('Block  No.  4732, 
Lot  No.  12),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  David  Stein. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  • ; .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  ® 


THE  RESOLUTION— 

(336-35-BZ) 

Whereas,  Stein  and  Wiener,  for  Sarah  Gordon,  owner, 
filed  November  23,  1935,  an  application  under  the  building 
zone  resolution  to  permit  in  a  business  district  the  change 
of  occupancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop;  Premises:  3312  Boston  road,  east  side,  208.15 
ft.  north  of  Gun  Hill  road  (Block  No.  4732,  Lot  No.  12), 
Borough  of  the  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Boston  road  is  in  a  business 
district;  Gunhill  road  is  in  a  business  district;  East  211th 
street  is  in  a  residence  and  business  district  and  Pearsall 
avenue  is  in  a  residence  and  business  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Buildings, 
rendered  October  24,  1935,  reads : 

“Certificate  of  Occupancy  for  the  auto  repair  shop  at 
above  mentioned  location  is  hereby  denied  as  the  loca¬ 
tion  is  within  a  business  district  where  the  occupancy 
as  a  motor  vehicle  repair  shop  would  be  unlawful  and 
ceiling  is  not  covered  with  plaster  board  nor  has  sheet 
rock  been  used  on  walls.” 

and 

Whereas,  the  building  is  of  frame  construction  one-story 
in  height,  with  a  frontage  of  20  ft.  and  a  depth  of  50  ft.  to 
be  occupied  as  a  motor  vehicle  repair  shop ;  and 

Whereas,  the  premises  in  question  was  the  subject  of 
an  inspection  by  a  committee  of  the  board,  report  of  which 
committee  was  read  at  the  hearing  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE. 


Cal.  No.  336-35-BZ. 

Premises:  3312  Boston  road,  east  side,  208.15  ft.  north 
of  Gun  Hill  road,  (Block  4732,  Lot  12),  Borough  of 


The  Bronx. 

April  22d,  1936. 

The  application  is  for  a  variation  of  the  zoning  reso¬ 
lution  to  permit  the  use  of  a  plot  27  ft.  in  width,  with 
a  one-story  frame  building  thereon  to  be  used  as  a 
motor  vehicle  repair  shop.  The  plot  is  within  a  busi¬ 
ness  use  zone.  The  plans  are  marked  existing  repair 
shop,  but  there  is  no  legal  justification  for  such  mark¬ 
ing.  It  has  apparently  been  so  used,  however,  illegally 
for  several  years  and  was  subject  to  violation  for  such 
illegal  use  and  a  Court  action  in  which  there  was  a  con¬ 
viction.  The  building  was  formerly  used  as  a  show¬ 
room  for  automobiles.  It  is  claimed  the  building  is 
now  vacant,  but  upon  inspection  it  appears  to  be  in  use. 

It  is  true  that  Boston  Post  road  is  largely  used, 
where  there  are  buildings  existing,  for  automobile  uses. 
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Not  all  the  uses  are  non-conforming  as  the  applicant 
states. 

Along  this  thoroughfare,  now  showing  definite  signs 
of  improvement,  such  uses  should  be  eliminated  as  far 
as  possible,  so  as  not  to  interfere  with  orderly  devel- 
opment  for  zoned  uses.  If  these  premises,  because  of 
the  adjoining  occupancies,  cannot  be  used  for  zoned 
uses,  the  Board  of  Estimate  and  Apportionment  should 
be  asked  to  change  the  zone.  To  the  committee  there 
appears  to  be  no  hardship  in  this  lot  as  of  itself  to 
justify  a  variation  of  the  permitted  uses. 

Denial  is  recommended. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

,  Committee, 

and 

Whereas,  this  report  recommended  the  denial  of  this 
application  and  the  board  deemed  that  the  plot  under  ap¬ 
peal  can  be  used  for  conforming  uses  and  that  there  is  no 
unnecessary  hardship  within  the  meaning  of  Section  21  of 
the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


604-31-BZ. 

APPLICANT — Glynn,  Smith  and  Nairns,  for  Four  Nas¬ 
sau  Realty  Corp.,  owner. 

SUBJECT— Application  ('re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station  (reopened  February  4,  1936). 

PREMISES  AFFECTED — 60-16  Main  street,  northwest 
corner  of  Nassau  boulevard  (Block  No.  6382 

APPEARANCES^'  Flushmg’  Borough  of  Queens. 

For  Applicant:  Alfred  E.  Smith,  Jr. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative .  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . 0 

THE  RESOLUTION— 

(604-31-BZ) 

Whereas,  Michaelson  &  Bernkroff,  for  Hudson  Realty 
Co  Inc.,  owner,  filed  December  19,  1931,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a  gasoline 
service  station;  premises  60-16  Main  street,  northwest 
corner  Nassau  boulevard  (Block  No.  6382,  Lot  No.  25) 
blushing,  Borough  of  Queens;  and 

a  this  aPPlication  was  granted  by  the  board 

April  8  1932  on  certain  conditions  and  time  to  obtain  per¬ 
mit  and  complete  the  work  extended  from  time  to  time 
put  no  work  was  done  and  the  variation  expired  by  limi¬ 
tation  of  time;  and 

Whereas  Glynn,  Smith  and  Nairns,  attorneys,  for  Four 
-Nassau  Realty  Co.,  present  owners,  requested  a  reopening 
of  the  application  ;  and  6 

V  hereas,  this  application  was  reopened  by  vote  of  the 
board  February  4,  1936 ;  and 

hereas,  a  public  hearing  was  held  on  this  application 
y  e  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  April  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
:  w  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Nassau  boulevard  is  in  a 
Business  district ;  Main  street  is  in  a  business  and  residence 


Strict;  60th  avenue  is  in  a  residence  and  business  district 
ar\d*i  nd  street  1S  in  a  business  and  residence  district;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  January  20,  1936  re  Applic.  No.  129,  reads : 
Lhe  erection  of  a  gasoline  service  station  within  a 
business  district  is  contrary  to  Sect.  4,  subd.  46  Not 
further  considered.” 

and 

Whereas,  the  premises,  (part  of  a  larger  plot)  consist 
ot  a  plot  of  ground  having  a  frontage  of  114.57  ft.  on  Nas¬ 
sau  boulevard  and  93.32  ft.  on  Main  street — upon  which  it 
is  proposed  to  erect  a  one-story  grease  pit,  office  and  auto 
laundry  structure  61  ft.  6  in.  by  25  ft.  in  area  and  the 
necessary  tanks  and  pumps  for  a  gasoline  service  sta¬ 
tion;  and 

Whereas,  the  premises  in  question  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which  in¬ 
spection  was  read  at  this  hearing  and  which  report  follows  : 

REPORT  OF  COMMITTEE. 

Cal.  No.  604-31-BZ, 

Premises:  60-16  Main  street,  northwest  corner  Main 
street  and  Nassau  boulevard  (Block  6382,  Lot  25) 
Flushmg,  Borough  of  Queens. 

.  April  23rd,  1936. 

inis  is  an  application  for  a  zoning  variance  under 
section  21  for  a  corner  plot  in  a  district  zoned  for 
business  uses,  so  as  to  permit  a  gasoline  service  station, 
the  present  owner  and  their  predecessors  have  held 
considerabffi  property  at  this  location  for  some  years 
and  both  on  this  corner  and  the  southwest  corner  were 
subject  to  appeal  in  1932  and  recognizing  the  then  un¬ 
developed  condition  of  the  immediate  area,  the  board 
granted,  under  Section  7(f),  variances  to  permit  erec¬ 
tion  of  gasoline  stations  for  a  two-year  period  Neither 
variance  was  taken  advantage  of  and  both  have  ex- 
7/rAdu  y  bmitation.  This  present  appeal  is  not  under 
/(i)  but  under  21  and  it  is  claimed  that  hardship  exists 
because  of  the  expense  of  carrying  this  vacant  land. 

It  is  also  claimed  that  this  district  is  still  undeveloped. 

is  true  that  the  large  holdings  of  this  company  or 
their  associates  are  largely  vacant,  but  there  has  been 
considerable  building  of  private  houses  nearby  and  a 
number  are  now  under  construction,  not  indicated  on 
photographs  filed. 

It  is  the  opinion  of  the  committee  that  this  area  is 
destined  to  be  a  very  desirable  residential  section  sit¬ 
uated  as  it  is  on  high  ground  and  located  at  two  im¬ 
portant  arteries.  A  non-conforming  use  such  as  is 
proposed  while  perhaps  helpful  from  the  standpoint 
oi  carrying  vacant  land  will  be  a  deterrent  influence 
against  the  proper  conforming  development  of  this 
area  and  not  in  the  public  interest. 

,  finds  that  there  is  no  unnecessary 

hardship  within  the  meaning  of  the  zoning  resolution 
to  prevent  the  premises  being  developed  for  conform¬ 
ing  uses  and  recommends  denial. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

and  Committee. 

Whereas,  this  report  recommended  the  denial  of  this 
application  and  the  board  deemed  that  the  plot  under 
appeal  can  be  used  for  conforming  uses  and  that  there  is 
9i°  unnecessary  hardship  within  the  meaning  of  Section 
21  ot  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  Commissioner  of  Build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


4-36-BZ. 

APPLICANT— Samuels  &  Samuels,  for  Julius  Bichovsky 
owner. 
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SUB TECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 


PREMISES  AFFECTED— 133-54  Lefferts  boulevard, 
northwest  corner  of  135th  avenue  (Dumont  ave¬ 
nue)  ;  (Block  No.  2580,  Lot  No.  1),  Richmond 
Hill,  Borough  of  Queens. 


APPEARANCES— 

For  Applicant :  Lillian  Lamont. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ; . 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Absent  , . 


THE  RESOLUTION— 

(4-36-BZ) 

Whereas,  Samuels  and  Samuels,  for  Julius  Bichovsky, 
owner,  filed  January  7,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business,  district  the 
erection  and  maintenance  of  a  gasoline  service  station, 
premises :  133-54  Lefferts  boulevard,  northwest  corner  of 
135th  avenue  (Dumont  avenue)  (Block  No.  2580,  Lot  No. 
1),  Richmond  Hill,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lefferts  boulevard  is  in  a 
business  district ;  135th  avenue  is  in  a  business  district , 
and  118th  street  is  in  a  residence  and  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  26,  1935,  re  Application  No.  5197-1935, 
reads : 

“The  erection  of  a  gasoline  service  station  in  a  busi¬ 
ness  district  is  contrary  to  article  2,  section  4,  subd. 
46  of  the  Zone  Law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Lefferts  boulevard  and  95  ft. 
on  135th  avenue,  upon  which  it  is  proposed  to  erect  a 
one-story  office  and  lubritorium  structure  35  ft.  by  23  ft. 
in  area  and  also  the  necessary  tanks  and  pumps  for  a 
gasoline  service  station ;  and 

Whereas,  the  premises  in  question  was  the  subject  of 
an  inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing,  and  which  report 
follows : 

REPORT  OF  COMMITTEE 


Cal.  No.  4-36-BZ. 

Premises:  133-54  Lefferts  boulevard,  northwest  corner 
of  135th  avenue  (Block  No.  2580,  Lot  No.  1),  Rich¬ 
mond  Hill,  Borough  of  Queens. 

April  22,  1936. 

A  gasoline  service  station  is  desired  on  this  plot 
within  a  district  zoned  for  business  uses,  although 
built  up  within  this  block  and  adjacent  blocks  solidly 
with  single-family  detached  dwellings,  the  owners  of 
which  within  the  area  are  solidly  in  opposition  to  the 
introduction  of  this  proposed  non-conforming  use. 

In  the  opinion  of  the  committee,  after  inspection, 
the  property  can  be  developed  as  the  adjacent  plots 
also  located  in  a  business  use  district  are.  The  value 
as  indicated  by  the  assessed  valuation  is  not  too  high 
to  permit  use  as  private  dwellings.  It  is  by  no  means 
certain  that  a  store  building  would  be  unsuccessful.  A 
gasoline  stauon  would  be  out  of  place  and  objection¬ 
able. 


The  committee  can  find  no  hardship  under  section  21 
and  recommends  denial. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  this  report  recommended  the  denial  of  this 
application  and  the  board  deemed  that  the  plot  under 
appeal  can  be  used  for  conforming  uses  and  that  there  is 
no  unnecessary  hardship  within  the  meaning  of  section  21 
of  the  building  zone  resolution. 

Resolved ,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


338-35-BZ. 

APPLICANT— George  Alexander,  Jr.,  for  Avenue  D 
Building  Co.,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  an  unrestricted  district  the  change 
of  occupancy  of  part  of  an  existing  building  to  a 
motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 1599-1609  Flatbush  avenue, 
southeast  corner  of  Avenue  H,  802  East  32nd 
street  (Block  No.  7577,  Lot  No.  73),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Joseph  Lonergan  and  Geo.  Alex¬ 
ander. 

For  Opposition:  Douglas  Hollenbach. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(338-35-BZ) 

Whereas,  George  Alexander  Jr.,  for  the  Avenue  D 
Building  Co.,  Inc.,  filed  November  26,  1935,  an  application 
under  Section  21  of  the  building  zone  resolution  to  permit 
partly  in  a  business  use  and  partly  in  an  unrestricted  dis¬ 
trict,  the  change  of  occupancy  of  part  of  an  existing  build¬ 
ing  to  a  motor  vehicle  repair  shop.  Premises:  1599-1609 
Flatbush  avenue,  southeast  corner  of  Avenue  H  and  802 
East  32nd  street,  southwest  corner  of  Avenue  H,  (Block 
No.  7577,  Lot  No.  73),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  28,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolutions  show  that  Avenue  H  is  in  a  business 
use  district,  Flatbush  avenue  and  East  32d  street  are  in  a 
business  and  unrestricted  use  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings  rendered  October  30,  1935,  in  acting  on  application 
No.  2626-1934,  reads : 

“Proposed  change  of  occupancy  from  an  automobile 
salesroom  and  storage  to  include  automobile  service 
station  and  a  repair  shop  for  motor  vehicles  in  a  por¬ 
tion  of  cellar  to  be  located  partly  in  business  use  and 
partly  in  an  unrestricted  district  is  contrary  to  Art.  II, 
Section  4a  of  zone  resolution.” 

and 
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Whereas,  the  building  is  of  nonfireproof  construction, 
one-story  and  cellar  in  height,  with  a  frontage  of  131  ft. 
9  in.  on  Flatbush  avenue,  127  ft.  7  in.  on  Avenue  H  and  72 
ft.  7  in.  on  East  32nd  street,  irregular  in  area  occupied  as 
a  show  room ;  a  small  irregular  area  (approximately  100 
sq.  ft.),  at  the  southerly  end  of  the  building  is  located  in 
the  unrestricted  district— the  remainder  of  the  building  is 
in  the  business  district.  It  is  proposed  to  occupy  the  cellar 
of  the  building  as  a  motor  vehicle  repair  shop;  same  to  be 
used  in  conjunction  with  the  automobile  show  room  oc¬ 
cupying  part  of  the  first  story;  and 

.  Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  Section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted ,  permitting  the 
cellar  to  be  used  for  minor  automobile  repairs,  on  condi¬ 
tion  that  such  repairs  shall  be  restricted  to  repairs  on  cars 
in  the  ownership  of  or  offered  for  sale  by  the  Ford  Agency 
occupying  the  street  floor  of  this  building;  that  such 
repairs  shall  be  limited  to  minor  adjustments  that  can  be 
made  with  the  use  of  manual  tools  only;  that  the  present 
ramp  from  the  basement  to  East  32nd  street  shall  be  re¬ 
constructed  as  indicated  on  plan  marked  “Revised  to  April 
23,  1936”  and  marked  “Received  April  24,  1936”  so  as  to 
provide  a  level  space  not  less  than  12  ft.  in  length  inside 
the  exit  door  at  grade;  that  the  entire  ceiling  shall  be  fire- 
retarded  by  plaster  board  and  plaster  or  equivalent;  and, 
that  this  variation  shall  apply  only  so  long  as  this  cellar 
and  the  street  floor  of  this  building  is  used  and  occupied 
by  the  Ford  Agency. 

315-33-BZ.  ’ 

APPLICANT — Mary  A.  Klass,  present  owner. 
bLBJECT  Application  for  reopening — extension' of  time 
—re  Application  (decision  of  the  commissioner  of 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — Southeast  corner  of  Astoria 
avenue  and  44th  street  (Block  No.  717  part  of 

APPEARANCES-'  AS'°ria'  B°r°Ugh  °f  Queeni 
.„  For  Applicant :  Wm.  H.  Koshnick. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 

\jrS  ^vage  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Negative  . n 

Absent  .  n 

THE  VOTE  TO  EXTEND  TIME— .  U 

Affirmative:  Chairman  Murdock,  Commission¬ 
er;5,^6  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Negative  .  « 

Absent  .  q 

THE  RESOLUTION— 

(315-33-BZ) 

co)n^rE^ffASA  fthl-  aPPlication  affecting  premises  southeast 
corner  of  Astoria  avenue  and  44th  street  (Block  No.  717 
Part  Lot  No.  29),  Astoria,  Borough  of  Queens  was 
granted  by  the  board  March  13,  1934,  on  certain  conditions 
lme  extended  April  23,  1935  and  September  24,  1935  and 
applicant  requested  a  further  extension.  ’ 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 

U  1934* S  res°Iution.  adopted  by  the  board  Sn  March 

mits  and  y  f?r-as  It,has  reference  to  obtaining  per- 

oortion  ofhtE  compl.etl?n  °f  work.  so  that  as  amended  this 
Portion  of  the  resolution  shall  read: 


.  •  .  •  •  ad  plans  filed  and  all  work  completed 
within  one  year  from  the  date  of  this  amended  reso¬ 
lution  on  condition  that  the  resolution  adopted  by  the 
board  on  March  13,  1934,  shall  be  complied  with  in  all 
other  respects.” 

807-28-BZ. 

APPLICANT— George  Rubenfeld,  for  Walter  J.  Connell 
executor  of  the  Estate  of  James  H.  Connell’ 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
—re  Application  (decision  of  the  superintendent 
of  buildings)  under  sections  7e,  7 g  and  21  of  the 
building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for,  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 80-84  Madison  avenue  north¬ 
east  corner  of  Union  street  (Block  No.  848,  Lot 

APPEARANCES^"8'  B°r0“Sh  °f  Q"eenS' 

A  ^T^J?°^Applicant:  George  Rubenfeld. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . n 

Absent  .  n 

THE  VOTE  TO  EXTEND’ TIME— . 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . n 

Absent  .  j '  .  q 

THE  RESOLUTION— 

(807-28-BZ) 

Whereas,  this  application  affecting  premises  80-84  Madi- 
son  a^ei™e»  northwest  corner  of  Union  street  (Block  No. 
848,  Lot  No.  1),  Flushing,  Borough  of  Queens  was 
granted  by  the  board  April  2,  1929,  on  certain  conditions, 
time  extended  from  time  to  time,  and  applicant  requested 
a  turther  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 

5|rC \Lnmenid  res°lutjon  adopted  by  the  board  on  April 
26,  1932,  only  so  far  as  it  refers  to  filing  of  plans  and 
completion  of  work,  so  that  as  amended  this  portion  of 
the  resolution  shall  read: 

“j  •  that  all  permits  required  shall  be  obtained 
and  all  work  involved  shall  be  completed  within  one 
year  from  the  date  of  this  amended  resolution,  on 
condition  that  other  than  as  amended  herein  the  reso¬ 
lution  adopted  by  the  board  on  April  26,  1932  shall  be 
complied  with  in  all  respects.” 


347-29-BZ. 

SnRTPrTNI~ JrlaC°QUe  ?ealty  Corporation,  owner. 

bUBJECl  Application  for  reopening— amendment— re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station  and,  also  garages  for  more  than  five  (5) 
motor  vehicles  on  a  site  upon  which  the  board  has 
previously  granted  permission  to  occupy  as  a 

PRFMtIf<;§a (S)  motor  vehicles. 

PREMISES  AFFECTED— West  side  of  Sedgwick  ave- 

VOfh-uth  of  west  167th  street  (Block  No. 
APPEARANCES-0'  B°r°Ugh  °f  The  Bron*' 

a  '  James  J.  Summers. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 
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THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(347-29-BZ) 


Whereas,  this  application  affecting  premises  west  side 
of  Sedgwick  avenue,  150  ft.  south  of  West  167th  street 
(Block  No.  2539,  Lot  No.  22),  Borough  of  The  Bronx, 
was  granted  by  the  board  February  28,  1933,  resolution 
amended  December  5,  1933,  time  extended  September  18, 
1934,  and  applicant  requests  a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  the  amended  resolution  adopted  by  the  board 
on  December  5,  1933,  by  adding  thereto : 

“.  .  .  that  twenty-one  (21)  additional  garages,  of 

the  construction  as  hereinbefore  described,  may  be 
constructed  along  the  westerly,  northerly  and  south¬ 
erly  lot  lines,  as  indicated  on  revised  plan  marked 
‘Received  April  14,  1936’,  on  condition  that  the  re¬ 
taining  wall  shall  be  continued  on  the  rear  property 
line  and  the  plot  shall  be  made  substantially  level ; 
that  these  garages  shall  be  used  for  pleasure  cars  only, 
and  that  all  conditions  and  restrictions  in  the  resolu¬ 
tion  adopted  on  December  5,  1933,  shall  be  complied 
with.” 


236-32-BZ. 

APPLICANT — David  S.  Lang,  for  Two  Streets  Corp., 

owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  7c  of  the  building  zone 
resolution,  permitting  partly  in  an  unrestricted 
district  and  partly  in  a  business  district,  the  altera¬ 
tion  and  change  of  occupancy  of  an  existing  build¬ 
ing  to  a  garage  for  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 147-151  East  24th  street  and 
146-148  East  25th  street  (Block  No.  880,  Lot  No. 
34),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  David  S.  Lang. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  . . 


Negative  .  0 

Absent  . [  q 


THE  RESOLUTION— 

(236-32-BZ) 

Whereas,  this  application  affecting  premises  147-151 
East  24th  street,  running  through  to  146-148  East  25th 
street  (Block  No.  880,  Lot  No.  34),  Borough  of  Man¬ 
hattan,  was  granted  by  the  board  July  22,  1932,  on  certain 
conditions,  and  owner  requested  an  amendment  of  the 
resolution. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  July  22, 
1932,  by  adding  thereto  the  following : 

“.  .  .  In  the  event  that  the  owner  desires  to  con¬ 

nect  the  portion  of  this  building  located  in  the  unre¬ 
stricted  district  with  an  adjoining  building  located  in 
the  unrestricted  district,  such  connection  may  be  made 
on  condition  that  the  gable  walls  shall  remain  intact 
except  for  an  opening  on  each  floor  to  such  adjoining 
building  not  exceeding  80  sq.  ft.  in  area,  provided 
such  openings  are  protected  as  required  by  law  with 
fireproof  doors ;  that  any  building  to  which  such  con¬ 
nection  is  made  shall  comply  with  all  the  laws  and 
regulations  applicable  thereto  for  garage  occupancy.” 


328-35-BZ. 

APPLICANT — Cadwalader,  Wickersham  &  Taft,  for 
Margaret  C.  S.  Carroll  and  Francis  Smyth,  owners. 

SUBJECT — Application  for  reopening — amendment — Ap¬ 
plication  (re  decision  of  the  commissioner  of 
buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
parking  and  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 922  Westchester  avenue,  918 
Rogers  place,  southeast  corner  and  909-923  East 
163rd  street  (Block  No.  2697,  Lot  No.  35),  Bor¬ 
ough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  John  A.  Sullivan. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(328-35-BZ) 


Whereas,  Cadwalader,  Wickersham  &  Taft,  for  Mar¬ 
garet  C.  S.  Carroll  and  Francis  Smyth,  owners,  filed  No¬ 
vember  13,  1935,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  district  the  parking  and 
storage  of  more  than  (5)  motor  vehicles;  premises:  922 
Westchester  avenue,  918  Rogers  place,  southeast  corner 
and  909-923  East  163rd  street  (Block  No.  2697,  Lot  No. 
35),  Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  31,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Westchester  avenue  is  in  a 
business  district;  Rogers  place  is  in  a  business  and  resi¬ 
dence  district  and  Intervale  avenue  is  in  a  business  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  15,  1935,  reads: 

“Your  request  of  July  24,  1935,  for  a  permit  for  the 
parking  or  storage  of  seventy-five  (75)  motor  vehicles 
on  the  lot  at  premises  southeast  corner  of  Westchester 
avenue  and  Rogers  place,  Section  10,  Block  2697,  Lot 
35,  in  the  Borough  of  The  Bronx,  is  hereby  denied 
as  the  premises  are  located  in  a  business  district  as 
established  by  the  Building  Zone  Resolution  in  which 
the  parking  or  storage  of  more  than  five  (5)  motor 
vehicles  is  prohibited.” 

and 
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MINUTES 


Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  126.9  ft.  on  Rogers 
place,  69  ft.  on  Westchester  avenue  and  105  ft.  on  E.  163rd 
street,  upon  the  south  portion  of  the  plot  there  is  located 
a  one-story  brick  taxpayer  (8  stores)  having  a  frontage  of 
10^  ft.  on  E.  163rd  street  and  50  ft.  on  Rogers  place.  It 
is  proposed  to  use  the  north  portion  of  the  plot  (having 
a  frontage  of  77  ft.  on  Rogers  place  and  69  ft.  on  West¬ 
chester  avenue)  for  the  parking  or  storage  of  75  motor 
vehicles  for  a  temporary  period  of  two  years;  and 
Whereas,  the  premises  in  question  were  inspected  by  a 
committee  of  the  board  prior  to  the  hearing  in  order  to 
be  informed;  and 

Whereas,  in  the  opinion  of  the  board  the  granting  of 
this  application  to  permit  parking  will  not  prove  a  detri- 
ment  to  the  neighborhood  and  will  result  in  the  elimina¬ 
tion  of  unsightly  billboards  and  the  filling  of  the  lot  to 
grade,  thereby  eliminating  the  accumulation  of  rubbish ;  and 
Whereas,  this  application  was  granted  by  the  board 
March  31,  1936,  on  certain  conditions,  and  applicant  re¬ 
quested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
/h  tor  a  period  of  two  years  from  the  date  of  this  action 
so  as  to  permit  that  portion  of  Lot  35,  Block  2697  now 
vacant  and  unbuilt  upon  to  be  used  for  the  parking  and 
storage  of  more  than  five  motor  vehicles,  and  on 
condition  that  the  plot  be  occupied  for  no  other  use  than 
such  parking  and  storing  and  that  no  motor  vehicles  are 
at  any  time  to  be  parked  or  stored  other  than  cars  that 
are  m  a  good  state  of  repair  and  capable  of  being  oper¬ 
ated;  that  the  plan  marked  “filed  April  6,  1936”  as  re- 
qmred  in  the  resolution  adopted  by  the  board  on  March 
M,  1930,  is  hereby  approved  as  complying  with  the  condi¬ 
tions  hereinbefore  stated,  on  further  condition  that  the 
grading  retaining  wall,  fencing ,  sidewalk  surfacing  curb 
cuts  and,  entrances  as  shown  on  plan  marked  “received 
April  /,  1936  shall  be  constructed  and  maintained  during 
the  term  of  this  variation;  that  in  addition  the  small  frame 
office  and  entrance  shall  contain  toilet  facilities;  that  lanes 
not  less  than  15  ft.  in  width  shall  be  maintained  so  that 
all  cars  can  be  readily  moved;  that  illumination  shall  be 
by  means  of  lights  with  metallic  reflectors  supported  on 
Pipe  standards,  such  reflectors  to  reflect  downwardly;  that 
signs  shall  be  restricted  to  a  small  sign  at  each  entrance 
indicating  the  name  and  use  of  the  plot  for  parking  and 
eliminating  all  other  billboards  and  signs;  that  such  porta¬ 
ble  flre-extmguishers  shall  be  maintained  as  the  commis¬ 
sioner  shall  direct. 

130-35-BZ.  ' 

APPLICANT— Edwin  H.  Snackenberg,  for  New  York 
QTTBTTr/^A  lranslt  Corporation,  owner. 

SUBJECT— Approval  of  plans  in  accordance  with  reso- 
ad°P*ed  by  the  board  January  7,  1936. 

4f^5inAAiFi?^TE'D — 6^01-19  Fourth  avenue  and 
4U2-i°  64th  street  southeast  corner  (Block  No. 

APPEARANCES-  1}’  BoroUgh  of  Brooklyn. 

a  rr '  Edwin  H.  Snackenberg. 

CTION  OF  BOARD— Application  reopened,  resolution 
Tur  a™ded  and  Plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission- 

WalshVage  and  B1Um  and  Assistant  Chief 

Negative  . n 

Absent  .  J; 

PR0VEEP™NS-END'  ^SOLUTION  ■  AND  AP 

Affirmative:  Chairman  Murdock,  Commission¬ 
er;5  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  ^ 
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Negative  .  q 

Absent  . _  . .  q 

THE  RESOLUTION— 

(130-35-BZ) 

Whereas,  this  application  affecting  premises  6401  to 
°*}.9  B°urth  avenue  and  402-10  64th  street,  southeast  corner 
(Block  No.  5818,  part  of  Lot  No.  1),  Borough  of  Brook- 
lyn,  was  granted  by  the  board  January  7,  1936,  on  certain 
conditions,  and  applicant  has  submitted  working  drawings 
in  accordance  with  said  conditions. 

Resolved,  ^  that  the  resolution  adopted  by  the  board  on 
January  7  1936,  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

Granted,  under  section  21,  permitting  the  extension 
i  '■be  gasoline  selling  area  southerly,  as  indicated  on 
plans  filed  with  this  application,  so  as  to  make  a  total 
area  with  a  frontage  of  160  ft.  on  Fourth  avenue  and 
8/  it.  5  in.  on  64th  street,  on  condition  that  the  ar¬ 
rangement  of  the  accessory  buildings  and  gasoline  sell¬ 
ing  area  shall  be  as  indicated  on  plans  marked  ‘re- 
ceived  February  27,  1936’;  that  the  accessory  buildings 
shall  be  constructed  of  fireproof  materials  through¬ 
out,  except  that  the  roof  beams  and  roof  boarding, 
door  frames  and  doors  may  be  of  wood,  provided  the 
ceilings  throughout  are  fire-retarded  in  accordance 
with  the  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  and  the  roof  weather  surfacing  is  of  non-inflam¬ 
mable  material  and  except  that  the  entrance  to  the 
boiler  room  shall  be  a  fireproof  door ;  that  where  not 
occupied  by  accessory  buildings,  the  entire  area  within 
the  building  lines  including  to  the  rear  of  the  acces¬ 
sory  buildings,  shall  be  cement  paved;  that  there  shall 
be  no  openings  to  the  accessory  buildings  from  64th 
street  except  a  gate  not  over  10  ft.  in  width  opening  to 
the  rear  space  and  with  a  rear  door  to  the  showroom 
section  and  a  double  door  where  indicated,  near  the 
bourth  avenue  portion  of  the  showroom;  that  no  part 
of  the  gasoline  pump  installation  shall  be  nearer  than 
10  ft.  to  the  established  building  line;  that  tanks  for 
the  storage  of  gasoline  shall  be  not  nearer  than  20  ft 
to  the  subway  retaining  wall ;  that  curb  cuts  shall  not 
exceed  three  from  Fourth  avenue,  each  not  wider  than 
40  ft  and  from  64th  street,  not  more  than,  one  not 
exceeding  30  ft.  in  width  near  Fourth  avenue  and  one 
to  the  rear  open  space,  not  exceeding  15  ft.  in  width- 
that  curb  on  the  building  line  may  be  omitted  until 
such  time  as  the  roadway  of  Fourth  avenue  is  in¬ 
creased  in  width;  that  there  shall  be  no  automobile 
repairing  permitted  on  the  premises,  except  such  minor 
adjustments  as  may  be  necessary  to  cars  offered  for 
sale  and  as  can  be  done  by  the  use  of  hand  tools  only 
and  no  parking  of  cars  other  than  those  being  serviced 
and  no  storage  of  cars  for  sale  or  otherwise  excepting 
in  the  automobile  showroom  section ;  that  there  shall 
be  no  portable  gasoline  pumps  used  on  or  from  the 
premises;  that  advertising  shall  be  limited  to  the  il¬ 
luminated  globes  of  the  gasoline  pumps  and  to  perma¬ 
nent  flat  signs  attached  to  the  accessory  buildings  in 
the  panel  space  provided  therefore  and  lettering  on 
the  plEite  glass  windows,  and  to  a  post  standard  erected 
within  the  building  line  toward  the  southerly  portion 
0i  th?  this  post  standard  to  carry  flood  light 

and  illuminated  sign  advertising  only  the  brand  of 
gasoline  on  sale;  that  there  may  also  be  a  similar 
sign  on  a  bracket  attached  to  the  northerly  wall  of 
salesroom  portion  of  the  building;  that  all  permits 
shall  be  obtained  and  work  completed  within  one  year 
from  the  date  of  this  amended  resolution.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
1259-24-A. 

APPLICANT— Francis  Seaman,  for  Fifth  Avenue  Coach 
Company,  owner. 


MINUTES 


SUBJECT— Application  for  reopening— amendment— re 
Appeal  from  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 2-20  East  102nd  street,  south 
side,  100  ft.  east  of  Fifth  avenue  (Block  No.  1607, 
Lot  No.  59),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Francis  Seaman. 

ACTION  OF  BOARD — Appeal  reopened  and  laid  over  to 
May  12,  1936,  at  2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  . , .  0 


58-36-A. 

APPLICANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Seventy  Berry  Street  Realty  Corp., 
owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 79-91  Wythe  avenue,  79-95 
North  10th  street,  northeast  corner,  and  80-98 
North  11th  street  (Block  No.  2296,  Lot  No.  1), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Herman  E.  Horwood. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(58-36-A) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Seventy  Berry  Street  Realty  Corp.,  owner,  filed 
March  16,  1936,  an  appeal  from  an  order  and  a  decision 
of  the  commissioner  of  buildings  affecting  premises  79-91 
Wythe  avenue,  79-95  North  10th  street,  northeast  corner, 
and  80-98  North  11th  street  (Block  No.  2296,  Lot  No.  1), 
Borough  of  Brooklyn ;  and 

Whereas,  the  order  and  decision  of  the  commissioner 
of  buildings,  dated  December  2,  1935,  Order  No.  8059-LF, 
reads : 

“1 — Install  an  approved  standpipe  system  in  accord¬ 
ance  with  the  Rules  of  the  Board  of  Standards  and 
Appeals.” 

and 

Whereas,  the  buildings,  erected  prior  to  1886,  are  of 
ordinary  brick  construction  one,  two  and  three  stories  in 
height,  with  a  frontage  of  200  ft.  on  Wythe  avenue  and 
225  ft.  on  North  10th  street  and  North  11th  street;  con¬ 
sisting  of  two  groups  of  buildings,  the  premises  known  as 
87-89  Wythe  avenue  and  79-89  North  10th  street  are  sep¬ 
arated  from  the  balance  of  the  premises  by  brick  walls 
with  one  opening  therein  which  is  equipped  with  self¬ 
closing  fireproof  doors  on  each  side.  The  applicant  con¬ 
tends  that  the  portion  to  which  the  order  applies  is  77-85 
Wythe  avenue,  80-98  North  11th  street  and  91-97  North 
10th  street.  The  main  part  of  the  first  story  of  this  por¬ 
tion,  which  is  unheated  and  has  an  earth  and  concrete 
floor,  with  no  cellar  under  same,  is  used  for  the  storage 
of  empty  bottles.  The  balance  of  the  first  story  which  is 
heated  is  used  for  the  storage  of  empty  bottles  and  soda 
water  in  bottles  and  cases.  The  cases  are  placed  on  con¬ 
veyors  which  pass  through  the  wall  at  the  east  of  the 
premises  in  question  to  adjoining  fireproof  building  under 
the  same  ownership  and  operation.  The  area  of  the  second 
story  is  10,450  sq.  ft. ;  and 


Whereas,  the  applicant  contends  that  there  are  eleven 
fire  hydrants  facing  these  premises  and  Fire  Department 
alarm  boxes  at  the  corner  of  Wythe  avenue  and  North 
10th  street  and  at  the  corner  of  Berry  street  and  North 
11th  street;  that  in  view  of  the  fact  that  the  order  is  based 
on  the  area  of  the  building  the  main  portion  of  which  is 
unheated,  and  that  the  second  story  is  only  slightly  in 
excess  of  the  requirements  and  that  the  nature  of  contents 
of  the  building  is  non-hazardous,  the  application  should  be 


granted. 

Resolved,  that  the  decision  and  order  (No.  8059-LF)  of 
the  commissioner  of  buildings  be  and  it  hereby  is  modified 
and  that  the  appeal  be  and  it  hereby  is  granted,  waiving 
the  requirements  for  standpipe,  on  condition  that  this 
building  shall  be  used  only  for  the  storage  of  bottles,  as 
at  present,  that  all  openings  through  the  wall  separating 
this  building  from  adjoining  building  located  at  the 
corner  of  North  10th  street  and  Wythe  avenue  shall  be 
blocked  up  with  approved  fireproof  material ;  that  an 
exit  door  shall  be  installed  in  the  exterior  wall  opening  to 
North  11th  street;  that  access  to  the  second  story  shall  be 
made  readily  available  at  all  times ;  that  the  second  story 
shall  be  kept  vacant  and  unused;  that  such  portable  fire 
appliances  shall  be  installed  as  the  commissioner  may  di¬ 
rect  and  that  this  variation  shall  continue  only  so  long 
as  these  conditions  are  complied  with. 


63-36-A. 

APPLICANT — Aaron  Bring  Chevrolet  Co.,  Inc.,  lessee. 
SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 2018-2032  Stillwell  avenue  and 
2559-2563  86th  street,  northwest  corner  (Block  No. 
6860,  Lot  No.  28),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  F.  R.  Sanborn. 

For  Administration :  Assistant  Engineer  Benja¬ 


min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(63-36-A) 


Whereas,  Aaron  Bring  Chevrolet  Co.,  Inc.,  applicant  and 
lessee,  appearing  by  Putney,  Twombly  &  Hall,  filed  on 
March  6,  1936,  an  appeal  from  an  objection  of  the  Com¬ 
missioner  of  Buildings  affecting  premises  2018-2032  Still¬ 
well  avenue  and  2559-2563  86th  street,  northwest  corner 
(Block  No.  6860,  Lot  No.  28),  Borough  of  Brooklyn;  and 

Whereas,  the  objection  issued  on  N.B.  App.  No.  1802, 
1936,  dated  February  17,  1936,  reads  as  follows: 

“Storing  of  more  than  5  cars  in  a  lot  in  a  business 
district  is  contrary  to  Article  2,  Section  4a  of  the  zone 
resolution,  this  application  is  therefore  denied.” 

and 

Whereas,  the  premises  consist  of  a  plot  fronting  133  ft. 
4  in.  on  Stillwell  avenue  and  97  ft.  3  in.  on  86th  street,  with 
a  depth  on  its  rear  line  of  100  ft.  which  it  is  proposed  to 
use  for  the  sale  and  display  for  sale  of  more  than  five 
automobiles ;  and 

Whereas,  on  March  23,  1936,  this  board  directed  the  fol¬ 
lowing  communication  to  the  Commissioner  of  Buildings, 
Borough  of  Brooklyn  : 

“An  appeal  has  been  filed  from  the  following  objec¬ 
tion  on  application  No.  1802-36  ‘Storing  of  more  than 
five  cars  on  a  lot  in  a  business  district  is  contrary  to 
Article  2,  Section  4a  of  the  zone  resolution.  This  ap¬ 
plication  is  therefore  denied.’ 

The  applicant  states  that  this  is  an  appeal  from  a 
denial  of  an  application  for  a  certificate  of  occupancy 
permitting  the  use  of  an  open  lot  ‘for  the  sale  and  dis- 
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and 


play  for  sale  of  more  than  five  motor  vehicles.’ 

Will  you  please  inform  the  board  if  the  application 
was  made  to  your  department  for  storage  of  more  than 
five  motor  vehicles  or  whether,  as  stated  by  the  appli¬ 
cant  it  was  ‘for  the  sale  and  display  for  sale  of  more 
than  five  motor  vehicles’?” 


V\  hereas,  the  board  received  the  following  reply  dated 
March  24th  1936,  signed  by  the  Commissioner  of  Buildings 
Borough  of  Brooklyn  :  ’ 

fihis  will  serve  to  acknowledge  receipt  of  your  let¬ 
ter  dated  March  23,  1936,  in  reference  to  the  above 
mentioned  matter. 

In  reply  thereto,  please  be  advised  that  the  applica¬ 
tion  sets  forth  that  the  applicant  proposed  to 

Use  lot  for  keeping  not  more  than  40  automobiles 
for  sale  or  for  display  purposes  onlv.  Adjoining 
property  is  under  separate  ownership'  management 
and  control.’ 

The  application  was  denied  on  the  ground  that  the 
storing  of  rnore  than  five  (5)  cars  on  a  lot  in  a  busi¬ 
ness  district  is  contrary  to  Article  2,  Section  4A  of  the 
amended  building  zone  resolution. 

I  trust  that  this  is  the  information  you  require  and 
should  be  happy  to  answer  any  further  questions  ” 
and 

Whereas’  the  applicant  contends  that  the  Commissioner 
of  Buildings  treated  the  application  to  sell  and  display  mo- 

therrw  ancf S  ^  ^  6  ^  ^  ^  Wefe  &n  application  to  store 

Whereas’  the  applicant  contends  that  the  Commissioner 
of  Buildings  was  in  error  when  he  construed  the  zoning 
resolution  as  prohibiting  the  sale  and  display  for  sale  of 

!U°fuVehlcleS’  and  ,that  the  use  ProPosed  is  not  “storage”- 
that  the  zoning  resolution  specifically  excepts  the  proposed 
use  from  its  general  prohibition,  that  if  the  zoning  resolu¬ 
tion  is  construed  so  as  to  prohibit  the  proposed  use,  it  is 
unconstitutional  and  void  because  such  a  prohibition  would 
be  discriminatory  and  unreasonable ;  that  this  board  should 
everse  the  determination  of  the  Commissioner  of  Build- 
TgSi-u nd  ?rder,  ^5  issuance  of  a  certificate  of  occupancy 
for  the  sale  and  display  for  sale  of  motor  vehicles  without 
limitation  as  to  number;  and 

Whereas,  a  committee  of  the  board  visited  these  prem- 

andS'wrS‘re0porthMoCw°ri,tee  r“d  “  ,he  h“ri"S 
REPORT  OF  COMMITTEE. 

Cal.  No.  63-36-A.  Apnl  21 '  1936’ 

Premises  :  2018-32  Stillwell  avenue,  2559-63  86th  street 
northwest  corner,  Borough  of  Brooklyn 
The  Commissioner  of  Buildings  denied  an  applica- 
tion  for  the  use  of  a  vacant  plot  within  an  area  zoned 
for  business  uses  as  a  place  for  sale  and  display  of 
more  than  five  motor  vehicles.  No  building  is  pro¬ 
posed  to  be  erected.  The  decision  was  based  on  sub- 
,c.'?n  °f  section  4- A  of  the  zoning  resolution, 
mw?  pr°*“bits. storage  .or  parking  for  more  than  five 
,vehldf  ,m,a  business  district,  and  the  commis¬ 
sioner  has  ruled  that  the  proposed  use  constitutes  stor- 
age  within  the  meaning  of  this  prohibition 

t i vp  an n«l 6 a  JV-H  b°^  is  a  S0'calIed  administra- 

o7 nntP tP  thlS  br0a,rd  ls  recluested  to  rule  whether 

or  not  the  decision  of  the  commissioner  is  correct  It 

uS  "0t  an.  aPPeal  for  a  zoning  variance  which  would 
ave  required  a  different  procedure  involving  notice  to 

to°hUff  °7",ersTWI.thi"  the  area  deemed  by'  the  board 
to  be  affected.  It  is  claimed  that  the  proposed  use  is 
not  contrary  to  the  zoning  resolution  and  that  the 

usemSSsSge.1S  m  err°r  "  C,aS8ifying  the  proposed 

wi?lfrKOP?Sed  -use,is  ?ot  Parking  as  the  automobile 

nrnLhl  bC -  ,ranSientIy  placed  on  the  P^t  but  may  and 
probably  will  remain  on  the  plot  “for  days  or  weeks 

or  even  months,  until  a  purchaser  can  be  found.” 


The  zoning  resolution  and  the  code  of  ordinances 
take  no  account  of  the  ownership  of  the  articles  or 
matenal  stored.  If  motor  vehicles  are  placed  or  kept 
on  the  premises  other  than  transiently,  they  are  stored 
within  the  meaning  of  the  zoning  resolution.  Hence 
the  use  here  proposed  is  storage. 

Storage  of  motor  vehicles  for  sale  on  a  lot  does  not 
constitute  a  salesroom.  A  salesroom  in  subdivision  15 
is  intended  to  mean  a  salesroom  in  a  building.  No 
other  administrative  interpretation  has  been  given  to  “a 
salesioom  except  as  a  space  or  room  within  a  build¬ 
ing,  and  this  is  the  accepted,  usual  and  general  under- 
standing  of  the  word  in  common  usage.  The  wording 
of  subdivision  15  “and  not  including  a  salesroom  where 
motor  vehicles  are  kept  for  sale  or  display  purposes 

T1  ocW^min  oriSinal  zoning  resolution  adopted 
t  y  io  inlc  WheiJ  this  subdivision  was  amended  on 
June  .25,  1935,  to  prohibit  parking,  no  change  was  made 
in  this  salesroom  clause.  It  had  been  common  prac- 
tice  to  display  motor  vehicles  for  sale  on  open  lots 
but  the  justifiable  uncertainty  as  to  whether  or  not  the 
zoning  resolution  applied  to  vacant  lands  was  cleared 
up  by  the  Court  of  Appeals  decision  in  Monument 
Garage  Corporation  vs.  Levy.  Now,  it  is  the  duty  of 
the  Commissioner  of  Buildings  to  see  that  vacant  land 
as  well  as  buildings  are  used  for  purposes  permitted 
under  the  zoning  regulations. 

In  the  Multiplex  Garage  case,  the  Court  of  Appeals 
held  the  interpretation  to  the  literal  wording  and  per- 
mitted  as  many  5-car-garage-buildings  as  could  physi- 
ca].Iy  be  developed  on  a  premises  in  a  business  district 
although  that  practically  nullified  the  prohibition 
against  storage  of  more  than  five  cars.  Likewise,  in 
Monument  Garage  Corporation  vs.  Levy,  the  Court  of 
Appeals  construed  the  provision  strictly,  and  dis¬ 
tinguished  between  the  word  “storage,”  considering  it 
as  a  specific  rather  than  a  generic  term,  and  the  word 
parking  a  commonly  used,  modern  designation.  The 

rV°Ur1ii0f  Appeals  bdd  that  the  zoning  law  should  state, 
liteially  and  exactly,  what  is  intended.  The  zoning 
resolution  has  been  amended  in  respect  to  both  the 
above-mentioned  provisions  to  make  its  letter  and  spirit 
conform.  Where  the  letter  of  the  law  and  its  general 
purpose  and  intent  do  conform,  as  in  the  case  of  the 

quibbling^  W°rd  Salesroom>”  there  should  be  no 

H  the  intent  had  been  to  exempt  sales  spaces  on  va¬ 
cant  land  from  the  prohibition  against  maintaining 
more  than  five  motor  vehicles  in  a  business  use  dis¬ 
trict,  in  view  of  the  Court  of  Appeals  decisions  holding 
mterpretation  to  the  very  letter  of  the  law,  and  in  view 
ot  the  two  amendments  above  referred  to,  it  would 
have  been  a  very  simple  matter  to  say  so ;  but  in 
amending  subdivision  15  in  1935,  the  same  wording  as 
to  a  salesroom  was  preserved.  In  1935,  sales  lots  were 
in  common  usage,  although  it  is  evident  that  they  vio¬ 
lated  the  provision  that  no  one,  owner  or  otherwise 
may  store  more  than  five  motor  vehicles  in  a  building 
or  premises  in  a  business  district  excepting  a  salesroom* 

In  a  salesroom,  the  automobiles  must  be  without  gaso¬ 
line,  unless  the  salesroom  is  also  a  legally  constructed 
garage.  Automobiles  stored  for  sale  on  vacant  lots 
customarily  have  gasoline  in  their  tanks  to  permit  their 
being  readily  moved  and  demonstrated  to  prospective 
purchasers. 

Vacant  lots  can  be  used  for  sale  and  display  in  un¬ 
restricted  districts,  and  also  in  business  districts  when 
permitted  by  this  board  under  Section  7-H  They  can 
be  permitted  by  the  board  under  section '21  both  in 
business  and  residence  districts  where  unnecessary 
hardship  can  be  proved.  The  Board  of  Estimate  and 
Apportionment  made  a  general  provision  in  section 
4  B,  against  the  use  of  lands  or  buildings  which  would 
be  offensive  by  reason  of  the  emission  of  odor  dust 
smoke,  gas  or  noise,  in  addition  to  the  specific  pro- 
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hibition  against  gasoline  stations,  in  order  to  promote 
the  orderly  development  of  business  areas.  Udor 
smoke,  extensive  temporary  signs,  gas,  noise,  fire  and 
accident  hazards  undoubtedly  were  taken  into  con¬ 
sideration.  . 

A  garage,  a  gasoline  station,  a  parking  space  or  stor¬ 
age  space  whether  for  the  sale  of  automobiles  or  the 
accommodation  of  motorists,  certainly  does  not  en¬ 
hance  values  of  adjacent  properties  nor  promote  con¬ 
forming  development,  but  to  the  contrary  tends  to  de¬ 
preciate  other  property  and  make  it  less  desirable  for 
normal  business  uses.  The  purpose  of  zoning  is  to 
promote  the  general  welfare,  and  the  zoning  regula¬ 
tions  which  provide  for  the  harmonious,  orderly  and 
necessary  development  of  property  and  the  stabili¬ 
zation  of  real  estate  values  were  made  to  carry  into 
effect  that  purpose.  The  exemptions  are  for  the  pur¬ 
pose  of  doing  substantial  justice  and  also  permitting 
prohibited  uses  where  they  supply  a  public  need. 

It  is  recommended  that  the  appeal  be  denied  and  that 
the  decision  of  the  Commissioner  of  Buildings  be  af¬ 
firmed 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 

*  CHARLES  M.  BLUM, 

Committee. 

Whereas,  the  Committee  of  Inspection  recommended 
that  the  appeal  be  denied ;  and  the  board  deemed  that  the 
decision  of  the  Commissioner  of  Buildings,  should  be  af¬ 
firmed. 

Resolved,  that  the  decision  of  the  Commissioner  of  Build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be  and 
it  hereby  is  denied. 


224-35 -A. 


APPLICANT— Salient  Chemical  Works,  lessee. 
SUBJECT— Application  for  reopening— amendment— re 
Appeal  from  an  order  of  the  fire  commissioner 
PREMISES  AFFECTED— 107  Greene  street,  east  side, 
140  ft.  11  in.  south  of  Prince  street  (Block  No. 
500,  Lot  No.  25),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Herman  Kron  and  Joseph  Green¬ 
berg. 

ACTION  OF  BOARD— Appeal  reopened  and  resolution 
amended. 


THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . .  •  . 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . . . . 

Negative  . 

Absent  . 


4 

0 

0 


4 

0 

0 


THE  RESOLUTION— 

(224-35-A) 

Whereas,  Oscar  Goldschlag,  for  Salient  Chemical  Works, 
lessee,  filed  August  20,  1935,  an  appeal  from  an  order  of  the 
fire  commissioner  affecting  premises  107  Greene  street,  east 
side,  140  ft.  11  in.  south  of  Prince  street  (Block  No.  500, 
Lot  No.  25),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Au¬ 
gust  1,  1935,  Order  No.  5779-LC,  reads: 

“Replying  to  your  favor  of  July  10,  1935,  we  are 
forwarding  this  letter  with  the  information  that  the  fire 
department  will  no  longer  rescind  an  order  and  re¬ 
issue  it  so  that  an  applicant  may  take  the  case  before 
the  Board  of  Standards  and  Appeals  when  he  has  ex¬ 


ceeded  the  time  limit  in  which  to  file  the  appeal.  We 
are,  therefore,  forwarding  this  communication,  as  we 
have  been  advised  that  the  Board  of  Standards  and 
Appeals  will  accept  a  letter  from  this  department, 
which  will  certify  that  Order  No.  5779-LC  was  issued 
against  the  manufacture  of  an  inflammable  mixture  on 
April  18,  1935,  and  read  as  follows : 

“3.  Equip  mixing  compartment  with  self-closing  fire¬ 
proof  doors  and  windows,  Sec.  131-8,  Chap.  10,  Code 
of  Ordinances. 

“4.  Equip  compartment  in  which  the  mixing  tank  is 
located  with  a  ventilating  flue  constructed  of  brick  or 
concrete  lined  with  tiled  pipe  at  least  8  in.  square,  in¬ 
side  measurements  and  extending  from  the  floor  of  the 
compartment  at  a  point  opposite  the  door  to  at  least  six 
ft.  above  the  highest  point  of  the  roof,  and  at  least  ten 
ft.  from  the  nearest  wall  of  any  adjoining  building. 
Such  flue  shall  have  an  opening  in  the  mixing  com¬ 
partment  six  in.  square  three  in.  above  the  floor  and 
shall  be  equipped  with  a  double  gooseneck  8  in.  square, 
made  of  at  least  18  gauge  galvanized  iron,  Sec.  131-15, 
Chap.  10,  Code  of  Ordinances.”; 
and  ...  .  , 

Whereas,  the  building  is  non-fireproof,  2  stories  and 
cellar  in  height,  24  ft.  10  in.  by  83  ft.  in  area;  OCCU¬ 
PIED:  cellar,  manufacturing,  2  persons;  1st  and  2nd  stor¬ 
ies,  office,  shipping  and  storage,  10  persons  each  story; 
located  within  an  unrestricted  district;  and 

Whereas,  the  applicant  claims  the  building  was  erected 
in  1916,  certificate  of  occupancy  issued  March  22,  1935,  per¬ 
mitting :  cellar,  storage,  no  occupancy;  1st  and  2nd  stories, 
office  and  storage,  20  persons  each  story ;  that  as  to  item  3 ; 
of  the  order,  the  mixing  compartment  at  the  rear  of  cellar 
is  enclosed  in  brick  walls,  the  ceiling  is  fire  retarded 
(metal  lath  and  Portland  cement,  plaster) ,  the  one  door¬ 
way  to  open  cellar  is  provided  with  an  underwriters  fire¬ 
proof  self-closing  sliding  door,  the  windows  opening  to 
yard  are  equipped  with  steel  shutters ;  as  to  item  4,  appli¬ 
cant  is  willing  to  erect  a  galvanized  metal  ventilating  flue 
instead  of  brick  if  deemed  necessary,  as  there  are  windows 
ventilating  this  space  and  will  otherwise  comply  with  the 
requirements  of  the  order ;  the  inflammable  mixture  manu¬ 
factured  consists  of  shellac,  denatured  alcohol,  butyl  ace¬ 
tate,  and  toluol  or  benzol,  not  more  than  a  total  of  25 
gallons  will  be  mixed  at  any  time ;  all  ingredients  are  kept 
in  air  tight  metal  drums;  furthermore,  the  applicant  con¬ 
tends  that  it  would  be  a  great  hardship  if  compelled  to  build 
the  ventilating  flue  with  brick;  and 

Whereas,  this  appeal  was  granted  by  the  board  October 
22,  1935,  on  certain  conditions  and  owner  reuested  a  reopen¬ 
ing  of  the  case  and  an  inclusion  of  item  No.  12  of  the 
order  of  the  fire  commissioner  which  reads  : 

“12.  Separate  boiler  from  remainder  of  the  building 
by  an  unpierced  fireproof  wall  consisting  of  solid  ma¬ 
sonry  or  its  equivalent  at  least  8  in.  in  thickness.  Note- 
exterior  entrance  required.” 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  5779-LC,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted  on  condition  that  the 
storage  of  inflammable  material  and  mixing  and  repackag¬ 
ing  shall  be  done  in  the  room,  as  indicated  on  plans  filed 
with  this  appeal,  in  the  cellar  of  the  building  at  the  rear , 
that  this  portion  of  the  building  shall  be  separated  from  the 
balance  of  the  floor  by  an  8-inch  brick  wall  with  approved 
underwriters  self-closing  sliding  door  and  the  ceiling  fire- 
retarded  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals;  that  there  shall  at  no  times  J)e 
more  than  one  50-gallon  drum  of  each  of  the  following  in¬ 
gredients,  namely :  shellac,  denatured  alcohol,  butyl  acetate 
and  toluol  or  benzol ;  that  there  shall  be  not  more  than  26 
gallons  of  sizing  made  from  this  material  mixed  at  any  one 
time  and  that  this  material  shall  be  mixed  in  a  covered  tank 
with  a  mixing  mechanism  operated  by  an  approved  spark 
proof  motor;  that  the  windows  opening  upon  rear,  shown 
on  plan  as  having  metal  shutters,  shall  be  changed  to  fire- 
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proof  self-closing,  glazed  with  wire  glass;  that  such  auxil¬ 
iary  fire-fighting  appliances  shall  be  installed  as  the  com¬ 
missioner  shall  direct;  that  Item  12  of  Order  No  5779- 
LC  shall  be  considered  as  complied  with,  if  the  boiler  room 
in  the  cellar  is  enclosed  with  6-inch  terra  cotta  blocks  with 
not  over  one  opening  therein  to  the  cellar,  such  opening 
*°.jj  Pr°tect?d  with  a  self-closing  fireproof  door  and  pro¬ 
vided  there  is  an  engineer’s  ladder  placed  in  the  sidewalk 
vault  area  for  exit  to  the  street;  provided,  also,  that  the 
ceilings  of  the  boiler  room  and  coal  storage  room  are  fire- 
re tarde d  m  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals;  and  granted  so  long  as  the  build¬ 
ing  is  not  increased  in  height  or  occupancy  and  complies 

°aM  tlSe  7  3  aWS’  ordinances  and  regulations  appli- 


VARIATIONS  OF  LABOR  LAW 

36-36-S. 

APPLICANT — North  Side  Leather  Belting  Co  Inc 
owner.  ’’  ’ 

'SUBJECT— Variation  of  the  labor  law  as  cited  in  de¬ 
cision  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED— 248  Lorimer  street,  east  side, 

t  fXT1  n£rth  of  Broadway  (Block  No.  3086 
Lot  No.  2),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Edward  Gershon. 

For  Administration:  Assistant  Engineer  Benja- 

ACTTON  nPRniDn31!  Department  of  Buildings. 

1  ION  OF  BOARD— Laid  over  to  May  5,  1936  at  2 

p.m.,  on  request  of  applicant’s  representative. 


17-36-S. 

APPLICANT— Ansonia  Fire  Prevention  Engineering  Co., 
tr°r- ^ra^am  Cassatly,  owner. 

3 UBJECT— Variation  of  the  labor  law  as  cited  in  an 

order  and  a  decision  of  the  commissioner  of  build¬ 
ings. 

PREMISES  AFFECTED— 151-155  Atlantic  avenue,  north 
®lde-  141  ft.  6  m  west  of  Clinton  street  (Block 

VPPEARANCES--  N°S’  ?  ^  ^  Borough  of  Brooklyn. 

For  Applicant:  Herman  E.  Horwood 
tor  Administration:  Assistant  Engineer  Benja- 
rTTn,T  ^!in™NaItz”?an<  Department  of  Buildings. 
rCTION  OF  BOARD— Laid  over  to  May  5,  1936  at  2 

p.m.,  for  further  information  from  Building  De¬ 
partment.  6 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
3-36-SA. 

PPLICANT— Mechior,Armstrong,  Dessau  Co.,  agent 
TTPTtrrm^  Machine  Corp.,  owner. 

UisJ ECT  Wicaco  Adjustable  Oil  Burner  Pump  ap¬ 
proval  of.  F’  F 

PPEARANCES— 

rmT^T?0^^p?]^ant :  J-  Paul  Laird  and  J.  F.  Nova 
CTI°N  OF  BOARD— Application  placed  on  Reserve 
Calendar  and  referred  to  the  engineer  of  board 
tor  test  and  report. 


15-36-SA. 

^BBLICANT— Benjamin  Riesner,  Inc.,  owner. 

SUBJECT  Riesner  Fuel  Oil  Ventilating  Brick  No  Fl 
and  Riesner  Volatile  Oil  Ventilating  Brick  No 

appearances-  G2'  approval  of- 

For  Applicant:  Julian  Roth  and  Benjamin  Ries¬ 
ner. 

ACTION  OF  BOARD— Placed  on  Reserve  Calendar  for 
turther  consideration. 


*-36- SA. 

PPLICMfNTr"Michael  Kliegman»  agent  for  Quiet  Heet 
orp-’  owner- 

PPEAR^cFs- 661  °U  BUrner’  M°del  C’  appr0vaI  of‘ 

-TTA^^pplicant:  None. 

°  10  Cai?nFH  BOA,RDTAPPjication  placed  on  Reserve 
Calendar  and  referred  to  the  engineer  of  board 
ior  test  and  report. 
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369-33-SA. 

SUBTFCT^-!'  Jv,  (b°mpany’  Inc-’  owner- 

SUBJECT  S.  K.  Oil  Burner— Application  for  reopening 

APPEARANCES-^  t0  mdUde  M0dd  G- 
For  Applicant:  R.  S.  Roberts. 

ACTION  OF  BOARD— Application  reopened  and  placed 
on  Reserve  Calendar  and  referred  to  engineer  of 
_TT,  board  for  test  and  report. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er,?  ,Savage  and  BIum  and  Assistant  Chief 

Negative  . ."!.*!!!.".'!!!! .  n 

Absent  . ‘ .  q 

938-22-SA.  " 

APPLICANT— H.  Lieblich  &  Co.,  for  S.  T.  Johnson  Oil 
Burner  Co.,  owner. 

SUBJECT— Johnson  Rotary  Fuel  Oil  Burner-Application 
for  amendment. 

APPEARANCES— 

*  APPBcant:  None. 

ACTION  OF  BOARD — Application  withdrawn  by  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission- 

wi  i?Vage  and  Blum  and  Assistant  Chief 

Walsh  .  . 

Negative  . *’"*’] .  ^ 

Absent  . )  . .  q 

175-35-SA.  “ 

APPLICANT  National  Transit  Pump  &  Machine  Co 
owner.  ’■ 

SUBJECT— National  Transit  Rotary  Pump  for  gasoline 
.  and  fuel  oil,  approval  of.  S 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Appliance  approved,  in  accord¬ 
ance  with  report  of  engineer  of  the  board 
THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er?  ,Savage  and  Blum  and  Assistant  Chief 
Walsh  .  . 

N egative  . n 

Absent  . q 

THE  RESOLUTION— 

(175-35-SA) 

Whereas,  the  National  Transit  Pump  &  Machine  Com- 

Baonay^'H0oWfnt;^,■  fieV“"V5'  1MS.  a"  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  its  de¬ 
vice  known  as  the  National  Transit  Rotary  Pump  f0i 
gasoline  and  fuel  oil ;  and  p 

Whereas  this  device  was  submitted  to  the  engineer  oi 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De 
partment  for  test  and  report;  and 

nfThlEREAS’  the+  ^port  °f  the  engineer  of  the  board  and 
of  the  representatives  of  the  Bureau  of  Combustibles  of 
the  Fire  Department  was  substantially  as  follows : 
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This  pump  is  of  the  rotary  vane  type,  and  is  de¬ 
signed  for  dispensing  gasoline  and  fuel  oil  at  bulk 
storage  plants.  The  pump  consists  essentially  of  the 

following  parts:  . 

A  cast  iron  casing  and  a  rotor  of  either  cast  iron 
or  bronze  which  has  six  machine  slots  containing 
sliding  vanes.  Between  the  casing  of  the  pump  and 
the  rotor  there  is  a  liner  which  is  made  of  either  cast 
iron  or  bronze  and  held  into  place  in  the  body  of  the 
casing  by  means  of  a  key.  The  vanes  are  of  a  com¬ 
position  and  weighted  with  metal  to  add  the  centrifu¬ 
gal  force  on  the  suction  side  and  make  them  drop  more 
readily  on  the  discharge  side.  The  shaft  is  of  forged 
open  hearthed  steel.  The  end  plates  are  of  cast  iron 
or  bronze.  The  closed  head  of  the  pump  contains  a 
brass  bearing  for  the  rotor  shaft.  The  difference  be¬ 
tween  the  two  Models  C  and  D  is  namely :  Model  C  is 
of  the  plain  sliding  vane  type,  with  no  provision  made 
for  by-pass  or  relief  valve;  while  the  Model  D  is  of 
the  same  construction  as  Model  C,  except  that  it  has  a 
built-in  by-pass  relief  valve. 

These  pumps  were  tested  and  found  capable  of  pro¬ 
ducing  28  in.  of  vacuum.  We  also  tested  the  by-pass 
valve  by  operating  the  pump,  the  valve  set  at  100 
pounds  and  the  discharge  line  closed  off.  All  parts  of 
the  pump  functioned  as  designed,  and  as  a  result  of 
this  inspection  and  test,  we  recommend  that  these 
pumps  be  approved  for  use  in  bulk  storage  stations 
for  the  handling  of  fuel  oil  and  gasoline.  However, 
when  these  pumps  are  used  for  handling  gasoline,  the 
rotor  must  be  made  of  bronze,  or  similar  non-ferrous 
metal.  Further,  that  where  electric  motors  are  used 
to  operate  these  pumps,  they  shall  be  of  the  explosion- 
proof  type.  These  pump  units  are  not  to  be  used  in 
New  York  City  when  coupled  to  internal  combustion 
engines  as  prime  mover. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  National  Transit 
Rotary  Pump  for  use  in  bulk  storage  stations  for  the 
handling  of  fuel  oil  and  gasoline  when  installed  in  accord¬ 
ance  with  the  recommendations  in  the  report  and  on  con¬ 
dition  that  there  shall  be  a  permanent  label  attached  to  the 
device  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  175-35-SA. 


274-35-SA. 

APPLICANT — Hofmann  Heating  Equipment  Co.,  owner. 
SUBJECT — Hofmann  Automatic  Oil  Burner,  Model  41, 
approval  of. 

APPEARANCES— 

For  Applicant:  Charles  Hofmann. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(274-35-SA) 

Whereas,  the  Hofmann  Heating  Equipment  Co.,  owner, 
filed  October  8,  1935,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  the  device  known 
as  the  Hofmann  Automatic  huel  Oil  Burner,  Model  41; 
and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 


of  the  representatives  of  the  Bureau  of  Combustibles  of 
the  Fire  Department  was  substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  gun  type  and  consists  of  the  following 

assembly: 

A  Janette  1/6  H.P.  motor. 

A  Janette  blower. 

Monarch  regulating  valve. 

Viking  pump. 

Monarch  steamer. 

Ignition:  Electric,  Webster  transformer. 

Controls:  Minneapolis  Honeywell  Protector-Relay 
type  R114A,  and  Minneapolis  Honeywell  Aquastat. 

’  With  the  oil  supply  shut  off  in  the  cold  combustion 
chamber,  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  off  the  burner  in  80  and  82 
seconds  respectively.  The  burner  then  was  put  into 
operation  under  normal  conditions  for  approximately 
45  minutes.  Controls  were  again  tested  and  found  to 
function  properly.  During  the  period  of  test  there 
was  no  flare  backs  and  the  flame  was  clean  and  free 
of  smoke  and  soot.  Examination  of  the  combustion 
chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  this  burner  be  approved  for  domestic  and 
commercial  uses  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals  for  fuel  oil  not  heavier  than  No.  3. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Hofmann  Auto¬ 
matic  Fuel  Oil  Burner,  Model  No.  41,  for  use  in  domestic 
and  commercial  installations  with  fuel  oil  not  heavier  than 
No.  3  (U.  S.  Standard)  and  when  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals  and  with  the  above  report  on  condition  that  there 
shall  be  permanently  affixed  to  the  device  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  274-35-SA. 


73-36-SA. 

APPLICANT — Walter  R.  Stout,  owner. 

SUBJECT — Richfield  Oil  Burner,  Pressure  Gun  Type, 
approval  of. 

APPEARANCES— 

For  Applicant :  Walter  R.  Stout. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(73-36-SA) 

Whereas,  Walter  R.  Stout,  owner,  filed  March  25,  1936, 
an  application  with  the  Board  of  Standards  and  Appeals 
for  approval  of  the  device  known  as  the  Richfield  Oil 
Burner,  Pressure  Gun  Type ;  and 
Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  was  substantially  as 
follows : 

This  is  a  mechanical  draft  pressure  atomizing  type 
burner  (gun  type).  All  parts  used  are  of  standard  design. 
The  assembly  consists  of  a  cast  iron  chassis  mounted  on 
three  adjustable  legs  with  the  following: 

General  electric  1/6  h.p.  motor,  1725  R.P.M.,  TH43A. 
General  electric  two  pole  transformer. 

Webster  Fuel  unit.  This  unit  combines  in  one  hous¬ 
ing  the  strainer,  regulating  valve  and  two  stage  pump. 
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Isolantile  Ignition. 

Sirocco  Type  fan — Torrington  5J4  in. 

Stainless  steel  nozzle — Eddington — delivering  2  gal¬ 
lons  at  60  degrees. 

The  pump  fan  and  motor  are  actuated  from  the 
same  shaft. 

The  controls  consist  of  Minneapolis  Protecto  Relay 
R-117-3. 

Minneapolis  aquastat,  immersion  type  —  B-65-11 

Pressuretrol — Type  L-4-2. 

At  the  test  there  were  no  flarebacks,  no  undue  car¬ 
bon  and  on  shutting  off  the  oil,  the  burner  shut  down 
in  105  seconds. 

It  is  recommended  that  the  Richfield  Oil  Burner, 
Pressure  Gun  Type,  be  approved  for  use  with  fuel  oil 
not  heavier  than  No.  3,  when  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals  for  domestic  and  commercial  installation, 
with  a  nozzle  at  60  degrees,  delivering  2  gallons  of 
oil  per  hour. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Richfield  Oil 
Burner,  Pressure  Gun  Type,,  for  domestic  and  commercial 
installations  for  fuel  oil  not  heavier  than  No.  3  (U.  S. 
Standard),  when  installed  in  accordance  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals  and 
in  accordance  with  the  above  report  on  condition  that  the 
device  shall  have  permanently  affixed  thereto  a  label  read¬ 
ing: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  73-36-SA. 


86-36-SA. 

APPLICANT— Citro  Oil  Burner  Corporation,  owner. 
SUBJECT — Citro  Oil  Burner,  Models  A  and  B,  and 

Superb  Oil  Burner,  Models  A  and  B,  approval  of 

APPEARANCES— 

For  Applicant:  D.  Citro. 

ACTION  OF  BOARD — Appliance  approved,  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  q 

THE  RESOLUTION— 

(86-36-SA) 

Whereas,  Citro  Oil  Burner  Corporation;  owner  filed, 
April  3,  1936,  an  application  with  the  Board  of  Standards 
and  Appeals  for  approval  of  the  device  known  as  the  Citro 
Oil  Burner,  Models  A  and  B,  and  also  known  as  the  Superb 
Oil  Burner,  Models  A  and  B;  and 
Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 
\\  hereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows : 

This  burner  is  a  mechanical  draft,  pressure-atomiz- 
mg  (gun)  type  oil  burner  suitable  for  installations  in 
hot  water,  hot  air  or  steam  boilers  and  consists  of  a 
cast  iron  chassis  on  a  tripod  on  which  is  the  following 
assembly : 

Webster  pump  unit  T  I  D 
A  Webster  transformer  21-L 
A  Citro  sirocco  type  fan 
SP  6  j  1/6  H.P.  motor 

A  Nitrol  Nozzle  2*4  gal.  80°  mfg.  by  the  Narsh 
Co.,  Maplewood,  N.  J. 

The  controls  consist  of  a 

Stackswitch— Lockswitch  type  3  intermittent  sparks 
— located  in  furnace  proper  not  on  stack 


Low  water  control — Mercoid  Type  37. 

Pressuretrol — Type  L  404-200  lbs.  limit. 

The  models  A  and  B  differ  only  as  to  size  of  hous¬ 
ing.  There  were  no  flarebacks  when  burner  was  tested 
and  no  undue  carbon ;  when  oil  was  shut  off,  the  burn¬ 
er  shut  down  in  2  minutes  5  seconds.  The  burner  has 
been  approved  by  the  Underwriters  Laboratories,  File 
No.  300-10-4  MP  969. 

It  is  recommended  that  the  Citro  Oil  Burner  (also 
known  as  Superb),  Models  A  and  B  be  approved  for 
use  in  domestic  and  commercial  installations  with  fuel 
oil  not  heavier  than  No.  3. 

Resolved,  That  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Citro  Oil 
Burner,  Models  A  and  B,  and  also  known  as  the  Superb 
Oil  Burner,  Models  A  and  B  for  use  in  domestic  and  com¬ 
mercial  installations  with  fuel  oil  not  heavier  than  No.  3 
(U.  S.  Standards),  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Appeals 
and  in  conformity  with  above  report,  on  condition  that 
under  whichever  name  sold  the  device  shall  have  perma¬ 
nently  affixed  thereto  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  86-36-SA. 


136-34-SA. 

APPLICANT — Carter-Korth  Oil  Burner  Corp.,  owner. 
SUBJECT — North  Oil  Burner,  Model  S — for  approval 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved,  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  o 

THE  RESOLUTION— 

(136-34-SA) 

Whereas,  John  C.  Korth,  for  Carter-Korth  Oil  Burner 
Corp.,  owner,  filed  May  21,  1934,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Korth  Oil  Burner,  Model  G;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  Bureau  of  Combustibles  of  the  Fire  Depart¬ 
ment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  Bureau  of  Combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  Bureau  of  Combustibles,  was  substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  gun  type,  and  consists  of  the  following 
parts:  A  General  Electric  transformer  and  General 
Electric  motor  1/6  horsepower;  a  Tuthill  pump;  a 
Detroit  lubricator  valve  and  strainer.  The  fan  is  of 
the  Sirocco  type,  manufactured  by  the  Champion 
Blower  Company.  The  nozzle  used  is  manufactured  by 
the  Baloffet  Diamond  Wire  Die  Company.  Controls — 
a  Mercoid  Pyratherm  Model  KM-1,  located  in  the  stack 
and  the  Mercoid  limit  control  for  the  steam  pressure. 

With  a  cold  combustion  chamber  and  the  oil  supply 
shut  off  the  burner  was  operated  and  on  two  successive 
tests,  the  controls  shut  down  the  burner  in  60  seconds, 
and  63  seconds,  respectively.  The  oil  supply  was  then 
turned  on,  and  the  burner  put  into  operation  and  ob¬ 
served  for  about  20  minutes.  During  the  period  of  the 
test  there  was  no  puff  backs  due  to  faulty  ignition,  and 
the  flame  was  observed  to  be  free  of  soot  and  smoke. 
Examination  of  the  combustion  chamber  showed  no 
undue  carbon  formation. 
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It  is  therefore  recommended  that  the  Korth  Oil 
Burner,  Model  G,  when  installed  in  accordance  with 
the  provisions  of  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals,  be  approved  for  domestic, 
commercial  and  industrial  use,  with  fuel  oil  not  heavier 
than  No.  3.  The  device  has  been  approved  by  the 
Underwriters  Laboratories;  and 
Whereas,  this  device  was  approved  by  the  board  Janu¬ 
ary  22,  1935,  on  certain  conditions  and  applicant  requested 
an  amendment  to  the  resolution  so  as  to  include  the  name 
Supreme  Burner,  Model  G,  and  now  requests  permission 
to  market  the  burner  under  the  names,  Tropic  Heat  Oil 
Burner,  Model  G,  and  Metered  Heat  Oil  Burner,  Model  G, 
and  now  requests  a  further  amendment  to  include  Model  S. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  April  14,  1936,  so  that  as 
amended  it  shall  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Korth 
Oil  Burner,  Model  G,  and  Model  S,  for  domestic, 
commercial  and  industrial  use,  when  installed  in  ac¬ 
cordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals  and  when  used  with  fuel  oil 
not  heavier  than  No.  3;  that  this  burner  may  also  be 
marketed  under  the  names  of  Supreme  Burner,  Model 
G,  Tropic  Heat  Oil  Burner,  Model  G,  and  Metered 
Heat  Oil  Burner,  Model  G,  on  condition  that  under 
whichever  name  marketed  the  device  shall  bear  a  label 
permanently  attached,  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  136-34-SA. 


259-25-SA. 

APPLICANT — Homestead  Engineering  Corp.,  agent  for 
Electrol  Incorporated,  owner. 

SUBJECT — Electrol  Automatic  Oil  Burner,  Model  TCV, 
approval  of  (reopened  April  21,  1936). 

APPEARANCES— 

For  Applicant:  John  J.  Morro. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(259-25-SA) 

Whereas,  Automatic  Oil  Burner  Corp.  filed,  March  6, 
1925,  an  application  for  approval  of  their  device  known  as 
the  Electrol  Automatic  Oil  Burner ;  and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  at  32  Lincoln  street,  Flushing,  Borough  of 
Queens ;  and 

Whereas,  the  application  was  granted  by  the  board  at  its 
meeting  June  29,  1925,  approving  the  burner  for  use  with 


Grade  “B”  fuel  oil  and  in  domestic  installations  and  appli¬ 
cant  has  improved  the  burner  incorporating  a  priming 
pump,  electric  ignition  and  electric  automatic  controls,  and 
the  board  at  its  meeting  November  3,  1926,  approved  the 
burner  as  improved  for  use  with  Grade  “A”  and  Grade 
“B”  fuel  oil  in  domestic  installations  and  applicant  re¬ 
quested  its  approval  for  commercial  installations;  and 
Whereas,  the  Electrol  Distributing  Corp.  requested  ap¬ 
proval  of  a  modified  burner  known  as  the  Electrol  Auto¬ 
matic  Oil  Burner,  Model  BB,  and  a  report  of  the  chief 
of  the  bureau  of  fire  prevention,  dated  November  3,  1932, 
recommends  the  approval  of  the  Model  BB  for  domestic 
and  commercial  installations ;  and 

Whereas,  a  further  request  has  been  made  for  ap¬ 
proval  of  the  Electrol  Automatic  oil  burner  Models  “C” 
and  “EA” ;  and 

Whereas,  these  Models  “C”  and  “EA”  were  subject 
of  a  test  and  report  by  the  engineer  of  the  board  and 
the  representative  of  the  bureau  of  combustibles  of  the 
fire  department,  and  the  report  recommended  the  approval 
of  these  models  for  domestic  use;  and 
Whereas,  the  Homestead  Engineering  Corp.,  agent  for 
Electrol,  Inc.,  owner,  requested  an  amendment  to  the  reso¬ 
lution  to  include  approval  of  Model  TCV. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  Electrol  Automatic  Oil  Burner  as  im¬ 
proved  in  accordance  with  report  of  engineer  of  the  board, 
for  domestic  and  commercial  installations,  using  Grade 
“A”  and  Grade  “B”  fuel  oil,  on  condition  and  in  con¬ 
junction  with  installations  and  equipment  complying  with 
the  rules  of  the  Board  of  Standards  and  Appeals. 

Resolved,  further,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  also  approve  the  device  known  as  the  Electrol 
Automatic  Oil  Burner,  Model  BB,  for  domestic  and  com¬ 
mercial  installations  when  installed  in  accordance  with 
the  report  of  the  chief  of  the  bureau  of  fire  prevention 
and  the  rules  of  the  Board  of  Standards  and  Appeals. 

Resolved,  further,  that  the  Board  of  Standards  and 
Appeals  does  also  approve  the  device  known  as  the  Elec¬ 
trol  Automatic  Oil  Burner,  Models  C  and  EA  for  domes¬ 
tic  installations,  when  installed  in  accordance  with  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals  and 
the  report  of  the  engineer  of  the  board  and  the  bureau  of 
combustibles,  Fire  Department,  for  use  with  fuel  oil  not 
exceeding  No.  3. 

Resolved,  further,  that  the  Board  of  Standards  and  Ap- 
’  peals  does  also  approve  the  Electrol  Automatic  Oil  Burner, 
Model  TCV,  for  domestic  and  commercial  installation  with 
fuel  oil  not  heavier  than  No.  3,  (U.  S.  Standard),  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals  on  condition  that  the 
burner  shall  have  permanently  affixed  thereto  a  label 
reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Lise  in  New  York  City 
UNDER  CAL.  No.  259-25-SA. 


Adjourned,  4:45  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  thev  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931;  May  12,  1931;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority :  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1.  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED:  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP  :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS — Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

.  DOMESTIC  INSTALLATIONS — Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED:  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
Found  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A-W.G.  wire,  or  pipe  not  less  than  one-half  inch 
v/2  )  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (J4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (J4)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  Q4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  (J4)  inch 
thick. 

Note— All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL :  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

(  PERMANENT  DEFORMATION :  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 
PERMIT :  Shall  mean  permit  for  storage  of  oil. 
PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2 J4)  parts  sand  and  five  (S)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 


RULES 


SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED :  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE :  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK:  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 


Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades : 

Range  Oil  SP.  Gr.  (A.  P.  I.)  40-44° 


No.  1  Fuel  Oil 


No. 

No. 

No. 

No. 

No. 


36-40° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 


(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 


Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height ;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less — Y\  in.  shell,  *4  in. 
heads. 

Tanks  37  to  72  in.  in  diameter — Yi  in.  shell,  5/16  in. 
heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  )4  in¬ 
heads. 

Tanks  over  120  inches  in  diameter  to  be  of  V?,  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  §4  in.  in  diameter  rivets  2 Y\  in.  pitch. 

In  shell  5/16  in.  thick,  §4  in  diameter  rivets  2)4  in 
pitch. 

In  shell  Vs  in.  thick,  Y  in.  diameter  rivets  2 Y2  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  $4  of  an  inch  in  diameter 
and  spaced  not  more  than  2 Y\  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
Tn  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9.000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(j?)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (134  ).  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  (}i")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 

less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
hav3,  Sreater  than  500  sec.  Saybolt  Universal 

f  t,  ^  or  N°-  6  Commercial  Standard  grades) 

snail  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

.  m,inimum  thickness  of  shell  or  bottom  plates 

snail  be  %  inch  and  the  minimum  thickness  of  roof  plates 
V&  inch.  ^ 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula : 


mission6)1"  N°'  14  °f  thC  New  Y°rk  Statc  Ind“strial  Com- 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates 

casef>  steel  tanks  for  the  storage  of  fuel  oil 
permitted*"1  1  t0  mCtaL  N°  fiIler  °f  any  kind  wi]1  be 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa- 
city  °r  less  used  in  connection  with  burners  or  oil-burning 
nre  lbe  to  withstand  a  hydrostatic  press¬ 
man  Inf  ^0ff  fiVC  pounds  per  square  inch  without  per¬ 

manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
i acket  Prov^ded  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 


t  equal  s- 


P  x  r  x  F 


x 


P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  e/cllraiLtensde  strength  of  plate  in  pounds  per  square 
nch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con- 
lueration  (calculations  to  be  based  on  formulas  as  given 

,  Correction  paragraph  (d)  eliminated,  covered  by  Rule 
'.section  1  and.Rule  10,  section  3;  paragraph  (e)  change 
o  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
overed  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e) 
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Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build- 
mgr,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
name  unless  tank  is  protected  as  provided  for  in  Rule  6, 
section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred  and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4  )  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  waffs,  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
Pn  ad  smes  t^ian  the  outside  dimensions  of  the  storage 
tank  The  waffs  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
un  ,  Pireproof  access  doors  spaced  ten  feet  (10’)  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

.  (c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20  000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  waff  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  ( 1”  )  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
Tubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1^4)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  vaives 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 


Section  3.  Outside  of  Buildings,  Above  Ground. 

(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (llA) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 


If  distant  25  feet  from  line  of  adjoining 
property  which  may  be  built  upon 

If  distant  30  feet  . 

If  distant  40  feet . 

If  distant  50  feet . 

If  distant  60  feet  . 

If  distant  75  feet  . 

If  distanct  85  feet,  or  more . 


16,000  gallons 
24,000  “ 

36,000  “ 

48,000  “ 

60,000  “ 
96,000  “ 

100,000  “ 


(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1/4)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher  than  one-fourth 
(Yx)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1^4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 


(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (1J4”)  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
*4  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (S’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 

the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  seoarate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top. of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  ‘  Fuel 
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Oi1”  ,and  the  calendar  number  under  which  the  fill  pine 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe,  1  he  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  */8  inch 
mesh.  yVhere  there  is  a  storage  system  of  volatile  inflam- 
mab  e  oil  and  a  storage  system  for  fuel  oil  to  be  used 
m  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
tor  the  fill  pipes  to  gasoline  tanks. 

AuCti!°n  •**’  Heat*nS  Coils  in  Storage  Tanks. 

All  heating  t°  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(1U;  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

.  When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-off 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
lanks  of  two  hundred  and  seventy-five  (275)  gallons’  ca- 
aacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2  )  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 

functions'*^  The  COntrols  are  to  Provide  the  following 

Temperature  control 

Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  ** 

Gravity  u 
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(d)  A  remote  control  shall  be  provided  whereby  the 

0'\\°uany  burn,er  ca"  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac- 

«p  abtir2,es-  All  such  controls  shall  be  legibly 
labeled  Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
a*?miJJnS  SUPP  Ibe  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

Aa)  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 
when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 
rapacity  shall  be  operated  until  after  a  permit  has  been  is- 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
°nJ°™  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
npproyal  of  such  proposed  installation  by  the  Commissioner 
of  buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  bv 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
t>U  -tj.  tbe  lnsta^er  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
s^°"  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 

for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  Vi"  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil¬ 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  compl> 
strictly  with  the  foregoing  rules,  the  administrative  officia 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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APPROVED  APPLIANCES 


Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner 

A.  B.  C.  Oil  Burner . 

A.  B.  C.  Oil  Burner,  Type  H . 

Acme  Oil  Burner,  Mode'ls  BO-1  and  BO-2.’.* 

Aetna  Automatic  Oil  Burner . 

Air-Blast  Oil  Burner . 

Airtemp  Oil  Burner,  Models  D,  F  and  G.’ ! ! ! 

Alladin  Oil  Burner . 

Alexander  Oil  Burner . ]  ’  ’  ”  "  * 

Alida  Oil  Burner . " 

American  Blue  Flame  and  Sun  Flame*  *  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 
92,  93,  94,  95,  %,  4512,  4518,  4528,  4538, 

.  4562,  4563,  4573,  4578,  and  4588....’ . 

Aristocrat  Oil  Burner . 

Associated  Oil  Burner  . !!!!!!!!!!!.* 

Auto  Heat  Oil  Burner . 

Autocrat  Oil  Burner,  Model  B-l. ......* .!  ’* 

Automatic  Airless  Oil  Burner,  Model  No.’i!! 

Baker  Automatic  House  Heating  Burner _ 

Baker  Oil  Burner,  Model  L,  Gun  Type . 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD . 

Ballard  Baby  Grand  Oil  Burner . 

Ballard  Super  Domestic  Oil  Burner . 

Bayard  Domestic  Fuel  Oil  Burner . ." 

Berggren  Oil  Burner . ’ 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  . 

Bettendorf  High  Pressure  Oil  Burner . 

Bettendorf  Oil  Burner . 

Bettendorf  Oil  Burner,  Model  H.B. . 

Bock  Oil  Burner,  Models  A,  B,  C  and  D.. 
Bock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8  . 

Braden  Automatic  Fuel  Oil  Burner . * 

Branford  Oil  Burner . 

Branford  Oil  Burner,  Model  “A”. .!...!.!.!! 
Brighton  Oil  Burner . 

Bullet  Automatic  Oil  Burners,  Models’ A  and 
B  . 

-aloroil  Burner,  Type  AA . 

3amel  Automatic  Oil  Burner,  Model’  30,’  Types 

„  A.  B  and  C  and  Models  J  and  A.S . 

-arboradiant  Oil  Burner,  Models  V  &  VS 

-arboradiant  Oil  Burner,  Model  VSS . !*. 

-.arborundum  Burner  . 

larter-Korth  Oil  Burner,  Model  *‘P”! !!!.’!!! 

-.arter-Korth  Oil  Burner  . 

Zarter  Oil  Burner,  Models  4X  and’  5X !!!.’! .’ 

-.entury  Oil  Burner  . 

challenger  Kleen  Heat  Burner,  Series  No.  100 

challenger  Oil  Burner,  Model  “A” . 

Jialmers  Automatic  Oil  Burner,  Models’ Dl 

and  D2  . 

'itro  Oil  Burner,  Models  A  and  B.  .......  .. 

commonwealth  Automatic  Oil  Burner. ...... 

.oncord  Burner  . 

-ook’s  Automatic  Oil  Burner . 

;ope-Swift  Safety  Automatic  Oil  Burner’’!'. 

-raftsman  Oil  Burner  . 

crescent  Oil  Burner . ....!..!.!.!! 

'rescTnt  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 . 

rown  Oil  Burner,  Type  XA . 

rystal  Blue  Flame  Oil  Burner . 

>ahl  Vaporizing  Oil  Burner . 

'’Elia  Oil  Burner . ! 

’elco  Heat  Oil  Burner .  "  * "  ’ 

'eWalt  Oil  Burner . 

•iesel  Oil  Burner . 


Calendar  No. 
1 295 -24- S A 
684-29-SA 
132-34-SA 
1547-23-SA 
579-32-SA 
88-34-SA 
298-26-SA 
65-28-SA 
124-34-SA 


Name  of  Burner  Calendar  No. 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner . 

Dr°ahf7R>0n-,Bprner . •■•••••••••.’  .*  943-26-SA 

Draft-Rite  Oil  Burner  .  178-35-SA, 

Easternoil  Automatic  Oil  Burner.  Models  A 
B  and  C 


298-33-SA 

222-35-SA 

178-35-SA 

284-33-SA 

297-31-SA 

53-34-SA 

1323-22-SA 

404-29-SA 

329-35-SA 

447-32-SA 

939-24-SA 

1184-22-SA 

764-26-SA 

485-32-SA 

88-34-SA 

479-31-SA 

731-28-SA 

498-32-SA 

123-31-SA 

1 02-34- S  A 
32 2-30-SA 
36-31-SA 
461-32-SA 
372-33-SA 

195-33-SA 

1361-24-SA 

229-32-SA 
16-31-SA 
49-32-SA 
5  71 -29- S  A 
389-32-SA 
54-30-SA 
117-34-SA 
157-28-SA 
813-28-SA 
86-34-SA 

608-32-SA 

86-36-SA 

348-28-SA 

108-35-SA 

955-27-SA 

354-31-SA 

222-35-SA 

222-29-SA 

592-31-SA 

426-29-SA 

423-29-SA 

915-26-SA 

155-31-SA 

420-31-SA 

541-31-SA 

354-35-SA 


Economy  Oil  Burner,  Type  A-l _ .’.'.’!!!!!! 

Eisler  Automatic  Oil  Burner . ’.!!!”’ 

Elec-tro-matic  Oil  Burner,  Type  15i.  .’!.*.’.'! ! 
Electrol  Automatic  Oil  Burner  and  Model’s 

BB,  C,  EA  and  TCV . 

Ember-Glo  Oil  Burner . 

Empire  Oil  Burner . .  .  .  .  .  . . 

Enterprise  Rotary  Fuel  Oil  Burner’.’.’.’.’.!!!!! 
Enterprise  Steam  Atomizing  Burner 
Enterprise  Type  Junior  “W”  Oil  Burner 

Models  1,  2  and  3 . ’ 

Espo  Oil  Gas  Burner . 

Evenheet  Oil  Burner . 

Everedy  Oil  Burner . !!!!!!!!!!!!.’.’.’ 

Fairfield  Oil  Burner . 

Faultless  Oil  Burner . 

Fine-Glo  Oil  Burner . .’!.’!!.’.’.’ 

Fluid  Heat  Domestic  Oil  Burner,  Type  ”6! ! ! 
Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P 

Fluid  Heat  Oil  Burner . 

Forsdraft  Oil  Burner . !!!!!!!!!!!!" 

Foster  _  Oil  Burner . ............ 

Franklin  Domestic  Oil  Burner . 

Freeport-Silent  Service  Oil  Burner.  Models  5 

10  and  30 . . . 

Fuelo  Oil  Burner . 

Gar  Wood  Oil  Burner . 

Gar  Wood  Oil  Burner,  Models  K  and  ’K-3500 

General  Electric  Fuel  Oil  Burner . 

General  Electric  Oil  Burner,  Type  DA-2.!!. 

Ghapco  Steam  Generator  . 

Gilbarco  Industrial  Burner . 

Gilbert  &  Barker  Flexible  Flame  Burner.... 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner . 

Gilbert  &  Barker  Oil  Burner,  Model  S-i! !.’ ! 

Gill  Oil  Burner . 

Gold  Star  Oil  Burner,  Models  F  and  6 
Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . 

Goodspeed  Automatic  Oil  Burner . 

Goodspeed  Oil  Burner,  Nozzle  Type  2.'!!!!! 

Gould  Automatic  Oil  Burner . . 

Grant  Oil  Burner . 

Grant  Oil  Burner,  Model  "C”. ..  ! 

Hardinge  Oil  Burner . 

Hardinge  Oil  Burner,  Model  23.....!....!!! 

Harris  Fuel  Oil  Burner . !.’! 

Hart  Automatic  Oil  Burner . !!!!!!!! 

Hart  Automatic  Oil  Burner,  Model’  ’  Series 

Hart  Oil  Burner,  Model  “H” . !! 

Hayward  Oil  Burner . !.!!!!!!!! 

Hayward  Oil  Burner,  Model  2000.!!!!!.’!!.’! 

Heat  King  Oil  Burner,  Model  2 . ! ! ! ! 

Heatiator  Oil  Burner . 

Heil  Combustion  Fuel  Oil  Burner . !!!!! 

Heil  Combustion  Fuel  Oil  Burner,  Type  b!!! 
Herco  Oil  Burner,  Models  R15  and  R35....’! 

Hercules  Oil  Burner . 

Hercules  Oil  Burner,  Models  H  and  Hf!!!! 
Hercules  Oil  Burner,  Models  M  1200  and  M 
1800  . 


600-3 1-S A 
45-31-SA 
481-27-SA 
125-33-SA 

259-25-SA 

462-32-SA 

222-35-SA 

1149-27-SA 

15-33-SA 

225-32-SA 

1431-23-SA 

554-32-SA 

102-33-SA 

584-31-SA 
493-24-SA 
178-35-SA 
1 094-27- S  A 
134-35-SA 
361-32-SA 
41-34-SA 
715-26-SA 
560-26-SA 

97-33-SA 

47-30-SA 

373-30-SA 
481-32-SA 
434-32-SA 
228-33-SA 
348-3 1-S  A 
350-32-SA 
109-31-SA 

520-3 1-SA 
282-33-SA 
1231-23-SA 
166-33-SA 

441-31-SA 
957-27-SA 
346-33-SA 
178-35-SA 
382-26- S  A 
232-32-SA 

813-25-SA 

33-33-SA 

690-30-SA 

1162-24-SA 

595-29-SA 
221-33-SA 
696-3 0-S  A 
118-35-SA 
98-35-SA 
1346-23-SA 
1105-22-SA 
295 -29- S  A 
21-36-SA 
510-29-SA 
309-33-SA 

486-32-SA 
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APPROVED  APPLIANCES 


Name  of  Burner  Calendar  No. 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2  11-36-SA 

Hofmann  Automatic  Fuel  Oil  Burner,  Model 

41  .  274-35-SA 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 


Improved  Kres-Kno  Oil  Burner  and  Model 

MD  .  591-29-SA 

Inferno  Oil  Burner .  82-33-SA 

International  Mechanical  Draft  Oil  Burner..  372-30-SA 
International  Oil  Burner .  13Q5-24-SA 

Jacobsen  Balanced  Oil  Burner,  (Model  V-l) 

Johnson  Improved  Rotary  Fuel  Oil  Burner.. 

Joyce  Oil  Burner . 

K.  F.  C.  Oil  Burner . 

Kelco  Oil  Burner . 

Kelvinator  Oil  Burner . 

Kelvinator  Oil  Burner,  Model  K . 

KeWaNee  Oil  Burner,  Model  “C” . 

Kleen  Heet  Oil  Burner . 

Kleen  Heet  Oil  Burner,  Type  902 . 

Kleen  Heet  Oil  Burner,  Type  R . 

Korth  Oil  Burner,  Models  G  and  S . 

Kr eager  Oil  Burner . 

Kres-Kno  Oil  Burner . . . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 

Laco  Oil  Burner,  Model  NL . 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D.. 

Lange  Economical  Oil  Burner . 

Lawrence  May  Oil  Burner . 

Leader  Oil  Burner . . 

Leiman  Brothers  Fuel  Oil  Burner . 

Liberty  Automatic  Heater . 

Liberty  Pressure  Oil  Burner . 

Lonergan  Automatic  Oil  Burner . 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3.. 


“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307,  308,  309,  400  and  800. .  341-32-SA 

M.  W.  Emancipator  Oil  Burner .  102-33-SA 

M.  W.  Oil  Burning  Water  Heater .  737-29-SA 

M.  W.  Water  Heater,  Model  20-D .  365-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Majestic  Oil  Burner .  693-30-SA 

Marr  Oil  Burner,  Model  H,  Type  R .  765-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Master-Kraft  Oil  Burner .  83-33-SA 

May  Oil  Burner .  68-24-SA 

May  Oil  Burner,  Type  BB .  46-34-SA 

Mayfield  Oil  Burner .  568-31-SA 

Mayflower  Oil  Burner .  124-29-SA 

Mcllvane  Oil  Burner .  544-29-SA 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-SA 

Merco  Oil  Burner .  637-29-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Monitor  Oil  Burner .  202-34-SA 

Morrissey  Oil  Burner .  673-27-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1....  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 

Morse  Fuel  Oil  Burner .  820-23-SA 

Moto-Heat  Oil  Burner .  195-32-SA 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  .  628-23-SA 

Mousette  Oil  Burner .  887-25-SA 


333-33-SA 
938-22-SA 
852-26- S  A 

846-25-SA 
237-33-SA 
339-3 1-S  A 
105-34-SA 
518-32-SA 
62-24- S  A 
99-35-SA 
49-33-SA 
136-34-SA 
367-30-SA 
443-28-SA 

354- 34-SA 

670-30-SA 

226-33-SA 

355- 33-SA 
1034-27-SA 

425-31-SA 

314-30-SA 

129-28-SA 

75-34-SA 

208-33-SA 

166-34-SA 


Name  of  Burner  Calendar  No. 

Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-SA 

National  Airoil  High  Pressure  Burner .  185-29- SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner .  836-25-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA 

New  Process  Oil  Burner .  1071-27-SA 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 

Nokol  Automatic  Burner .  1078-24-SA 

Norge  Oil  Burner  Models  N8,  N18  and  N28.  226-34-SA 

Nu-Way  Oil  Burner .  773-26-SA 

Oilbuilt  Burner  .  85-33-SA 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-SA 

Oronoque  Oil  Burner .  394-30-SA 

Orr  Fuel  Oil  Burner .  113-26-SA 

Pacific  Oil  Burner .  343-35-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner .  236-35-SA 

Peoples  Silent  Oil  Burner,  Models  O  and  G..  313-35-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Burner,  Model  0 .  78-28-SA 

Petro  Burner,  Model  P-2 .  735-30-SA 

Petro  Oil  Burner,  Model  W-2  .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-1J4...  245-33-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 .  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-SA 

Pioneer  Automatic  Oil  Burner .  1259-27-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  C  .  600-3 1-S  A 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  .  411-32-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 .  368-34-SA 

Rayfield  Oil  Burner .  504-26-SA 

Real  Host  Oil  Burner .  38-34-SA 

Re-Ly-On  Oil  Burner .  745-26-SA 

Remington  Domestic  Oil  Burner,  Type  B _  532-31-SA 

Remington  Oil  Burner .  891-26-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Richfield  Oil  Burner.  Pressure  Gun  Type....  73-36-SA 

Richmond  Gravity  Fuel  Oil  Burner .  1193-22-SA 

Rickard  Oil  Burner .  1011-27-SA 

Rotoflame  Gem  Oil  Burner .  187-33-SA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 
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APPROVED  APPLIANCES 


436-32-SA 

56-28-SA 


Name  of  Burner  Calendar  No. 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-27-SA 

S  &  K  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S-K  Oil  Burner,  Model  F .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary” Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

S.  T.  Johnson  Oil  Heat  Servant .  157-34-SA 

Schulse  Home  Oil  Burner .  1487-23-SA 

Scott-Newcomb  Pioneer  Oil  Burner,’ Models 

C,  CA,  CJ,  CV  and  SN  Junior . 

Security  Oil  Burner . 

Shepard  Oil  Burner .  5fi3-3n-<sA 

Shill  Oil  Burner . .  315-30-SA 

Silent-Auburn  Fuel  Oil  Burner,’ Models  A, 

B,  C  and  O . ’  463-31-SA 

Silent  Automatic  Oil  Burner .  458-26-SA 

Silent  Automatic  Burner,  Model  “B”  .  709-30  SA 

Silent  Automatic  Burner,  Model  “E”. 710-30-SA 

Silent  Flash  Oil  Burner,  Model  Cl .  38-33-SA 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 

Silent  Glow  Oil  Burner,  Models  800.  1000 

1800,  2800,  3800,  6800  and  8800 .  ’  345-3 1-S A 

Simplex  Domestic  Oil  Burner,  Type  PA." 

Simplex  Domestic  Type  “S.P.”  Oil  Burner.!  „ 

Socony  Arrow  Oil  Burner .  1191-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G.  536-31-SA 

Standard  Automatic  Oil  Burner,  Type  11-G.  537-31-SA 

Standardyne  Oil  Burner .  34-34-SA 

Stephens  Oil  Burner,  Models  Nos.  1  and  2. . ! !  146-33-SA 

Stuhler  Oil  Burner .  618-?7.«;a 

Summerheet  Oil  Burner .  581-26-SA 

Sundstrand  Automatic  Oil  Burner .  755-26  SA 

bundstrand  Purmaco  Automatic  Oil  Burner 

BW  A~r’£f’  C'5’  A'3U>  3K>  B'5U> 

-p-SK  and  C-6U . 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

sShS  oil  a?™:  “wo-sa 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner . !  *  ”  624-30  SA 

Super  Automatic  Oil  Heater  Model  SSH..!  715-29-SA 
uper  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

uperfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254  33  SA 

Supreme  Oil  Burner,  Model  G . "  "  136-34  SA 

Sword  Automatic  Oil  Burner . !  95i_2S-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

Tabor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 


121-35-SA 

266-34-SA 

177-35-SA 

454-25-SA 

470-31-SA 


446-30-SA 

145-31-SA 


Name  of  Burner  Calendar  No. 

Thompson-Gould  Oil  Burner  .  178-35-SA 

ThoroDum  Oil  Burner,  Model  A-l-16-d! ! ! ! !  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary  Oil  Burner .  ?97-29-SA 

Timken  Silent  Automatic  Heater  (Water 
Heater  Unit)  Models  40-A  and  50-B... 

Tunken  Silent  Automatic  Oil  Burner,  Model  G 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press 
Todd  Rotary  Burner,  Models  A,  B  and  C. . . 

lodd  Spiro  Oil  Burner . 

Todd  Spiro  Burner  (pump  type) . !  ""94-32-SA 

Tondheet  Oil  Burner  .  6^-78-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  . . . . •...  667  28  S A 

Tropic  Heat  Oil  Burner,  Model  G...  136-34  SA 

Twin  City-on-the-Door  Oil  Burner . !  ”’ 

Uni-Lec-Tric  Oil  Burner . 

United  States  Gun-type  Oil  Burner!!.!!!!!. 

United  States  Oil  Burner . 

Universal  Fuel  Oil  Burner...!!!.!!! . 

Universal  Oil  Burner . 


Vapomatic  Oil  Burner . 

Vaporoil  Burner  . !!!!!!! . 

Vesta  Oil  Burner . .!!!!!!!!!..!!! 

Victor  Oil  Burner . 

Victory  Oil  Burner . .**.....!..!’.!!!!’" 

Viking  Oil  Burner . 

Volcano  Automatic  Oil  Burner!!  .  . . 

Volca?°  Automate  Oil  Burner,  Models  EW 
EW-1  and  EW-2 . ! .  ’ 

Warner  Oil  Burner,  Model  A . 

Wayne  Oil  Burner .  . 

Wayne  S-2  Domestic  Oil  Burner . 

Wheco  Oil  Burner . 

White  Flame  Oil  Burner 

Williams  Oil-O-Matic  Oil  Burner,'  Models  J, 

JJ.  Jumor,  K,  KA,  KB,  and  R . . 

Wmsbw  Kleen  Heet  Burner,  Models  805  and 

Wisconsin  Fuel  Oil '  Burner,  ’  Models’  O, '  A 
and  B  . 

Wizard  Automatic  Oil  Burner !!!!!!” ! ! ! ! ! ! 

York  Automatic  Oil  Burner . 

Yorktown  Oil  Burner . 

Yorktown  Oil  Burner,  Model  A . 

Zenith  Oil  Burner . 


129-27-SA 

498-29-SA 

222-35-SA 

620-28-SA 

6-24-SA 

584-31-SA 

275-34-SA 

44-32-SA 

451-26-SA 

612-30-SA 

320-30-SA 

396-32-SA 

556-29-SA 

341-33-SA 

16-34-SA 

1155-25-SA 

115-32-SA 

108-34-SA 

357-35-SA 

918-22-SA 

19-25-SA 

32-33-SA 

181-33-SA 

44-29-SA 

166-33-SA 

3-35-SA 


270-34-SA 


APPROVED  FIRELINE  HOSE  VALVES 

TYpE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 

watt  Stt 8S:§:f£ 

r  PreXention  Mfg.  Co.,  Inc .  1307-27-SA 

roker  National  Fire  Prev.  Eng.  Co .  304-28  SA 

Jenkins  Brothers  .  .  7^  ™ 

W  D  Allen  Mfg.  Co . ! .' ! ! !  .*  !.*!.* .’ .  SQo’l’It 

John  s  Co . Ill IIa 

Elkhart  .  651-30-SA 

. . .  14-31-SA 


TYPE  B  250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpip®  systems 

wtt,hkcttaoFyOUndly  C°'  (Sti,,b'ch>  •  •  •  “-21-SA 

W  D  Allen  Mfg.  Company! ! ii! 3 i!! i 1 3 ; " 

A.  B  C.  Fire  Prevention  Mfg.  Co.r  Inc  1307  77  c  a 

Jenkins  Brothers  . S  ’  .  7«n  7Q  c  a 

Croker  National  Fire  Prev.  Eng!  Co! ! .' !!!!.”  970-28-S A 
&^?mpan^  .  . . ^  268-29-SA 


P ratt  &  Cady  . .!!.'.! .  c  a 

Elkhart . ::::::::::::::::: 


APPROVED  FUEL  OIL  FILL  PIPE  TERMINALS 

Calendar  No. 


Name 


Name 

. .  345_35  ^A  i  j  Calendar  No. 

Uttv . |:p  ISs2s^£32 . 

547 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35- A— Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29- S A— Kennedy  2>4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-S A— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA— Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

369-33-SA — S-K  Oil  Burner,  Model  G. 

77-34-SA— Packard  Fuel  Oil  Burner. 

156-34-SA— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

47-35-SA — Ace  Rotary  Oil  Burner  and  Chalmers-Ace  Oil 
Burner. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 


88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA— Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35- S A— Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

15-36-SA — Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick 
No.  G-l  and  No.  G-2. 

24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 
56-36-SA— York  Horizontal  Rotary  Oil  Burner. 
60-36-SA— General  Automatic  Oil  Burners,  Models  A 
and  FM. 

84-36-SA — Stuhler  Oil  Burner,  Model  R. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
96-36-SA— Silent  Heet  Oil  Burner,  Model  C. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


My  Subscription  is  to  begin  with  the  issue  for... 


Name - - - 

“P  n  . . . . — — — 

. . .  1936. 
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2171TR7  ,«fnodla«^Numbers  1250-27-BZ,  133-34-BZ, 
P7  191-34-BZ,  829-18-BZ,  1125-23-BZ  293-31- 

36ZA  37l3?fiBAZ’fi^2-?c'3fBZ’  212'34-BZ>  460-26-BZ,  65- 
36's’  ^3?c^a83',3|6'A’  103'36-S>  36-36-S,  87-36-S,  122- 
36-S,  354-35-SA,  117-34-SA,  56-36-SA  and  84-36-SA. 

Approved  Fireline  Hose  Valves. 

Approved  Fuel  Oil  Fill  Pipe  Terminals. 

Sprinkler  Rules. 

Fire  Retarding  Rules  for  Garages,  etc. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

AfanhattaningS  ^  hdd  ^  R°°m  1013,  MuniciPal  Building, 


Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone— WOrth  2-0184. 

OFT2EnooiTS~9  a'm'  t0  5  P-m'  Saturdays  9  a.m.  to 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

An;>  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon— Saturdays  excepted 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
uncling  Zone  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  May  11,  1936, 

detfnhe0  day  At  thlS  CS  1  each  Case  is  Set  for  hearinS  on  a 

ne*ji  s“bsequent  Call  of  the  Calendar  will  be  on 
Monday,  May  18,  1936,  at  2  o’clock. 

The  Clerks  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days.  6 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board.  y 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application.  &  v 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
iant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  °f  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 

^ocatlon  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  May  6,  1936 

Cal.  No.  Department  Premises  Affected 

114-36-BZ . D.B.R . 330  Bay  street,  southwest  cor¬ 

ner  of  St.  Julian  place 
(Block  503,  Lot  32),  Staple- 
ton,  Borough  of  Richmond, 
Alt.  228-36. 


115-36-BZ . D.B.B . 5283-5291  Kings  highway,  east 

side,  60  ft.  9  in.  north  of 
Preston  court  (Block  7949, 
Lot  20),  Borough  of  Brook¬ 
lyn,  Applic.  4731-36. 


116-36-BZ . D.B.Q . 9412-9420  Board  Walk  and 

116  Beach  95th  street,  north¬ 
east  corner  (Block  633,  Lot 
1),  Rockaway  Beach,  Bor¬ 
ough  of  Queens, 

Applic.  1756-36. 


117-36-BZ . D.B.B... _ 7405-7411  6th  avenue,  east 

side,  32  ft.  south  of  74th 
street  (Block  5932,  Lot  12), 
Borough  of  Brooklyn, 

Applic.  4923-36. 


118-36-BZ . D.B.M . 242-252  St.  Nicholas  avenue, 

northeast  corner  of  West 
122nd  street  and  2271-2281 
8th  avenue  (Block  1949,  Lot 
29),  Borough  of  Manhat¬ 
tan,  Applic.  63-36. 


119-36-SA . F.D . Teesdale  Baramatic  Damper, 

Appliance. 


120-36-A . D.B.B . 329  Stagg  street,  north  side, 

119  ft.  west  of  Bogart  street 
(Block  3030,  Lots  16  and 
27),  Borough  of  Brooklyn, 
Applic.  3837-36. 


121-36-BZ . D.B.B . 2686-2700  Linden  boulevard, 

southwest  corner  of  Sheri¬ 
dan  avenue  (Block  4489, 
part  of  Lot  5),  Borough  of 
Brooklyn,  Applic.  5972-36. 


122-36-S . D.B.M . 500-506  7th  avenue,  west  side, 

from  West  37th  street  to 
West  38th  street,  214-216 
West  38th  street  and  201- 
219  West  37th  street  (Block 
787,  Lot  40),  Borough  of 
Manhattan,  17005-L.D. 


Restored  to  Calendar 

1250-27-BZ . D.B.B . 3465  -  3479  Fort  Hamilton 

parkway,  south  side,  225  ft. 
west  of  Chester  avenue 
(Block  5302,  Lot  32),  Bor¬ 
ough  of  Brooklyn, 

Applic.  2500-36. 


217-33-BZ . D.B.Q. . 


...110-38  Springfield  boulevard 
and  217-20  110th  road 

(Junior  place)  southwest 
corner  (Block  2038,  Lot 
28),  Queens  Village,  Bor¬ 
ough  of  Queens, 


191-34-BZ . D.B.Bx . 2087  Boston  road,  west  side, 

165.08  ft.  south  of  East 
180th  street  (Block  3137, 
part  of  Lot  20),  Borough 
of  The  Bronx,  Decision. 


354-35-SA . F.D . “Ceco”  Oil  Burner, 

Appliance. 


CODE 

D  g . Department  of  Buildings 

fj.D . . . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

g  g . . Board  of  Buildings 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  May  2,  1936,  John  J.  M.  O’Shea,  attorney,  served  on  board 
petition  and  order  of  certiorari  for  Denis  P.  Healy,.  owner,  in  re 
decision  of  March  31,  1936,  denying  renewal  of  permit  for  gasoline 
station,  at  premises  610-622  Utica  avenue,  northwest  corner  of  Win- 
throp  street,  Borough  of  Brooklyn,  Cal.  No.  31-33-BZ. 

♦ *  *  * 

On  May  2,  1936,  Emanuel  Tucker,  attorney,  served  on  the  board 
notice  of  motion  for  an  order  to  show  cause  and  petition  for  a 
certiorari  order,  on  behalf  of  Joseph  Kruger,  objector,  in  re  decision 
of  April  21,  1936,  reversing  decision  of  commissioner  of  buildings 
as  toP  waiting  station  for  busses  at  premises  555-557  West  167th 
street  and  1142-1144  St.  Nicholas  avenue,  northeast  corner,  Bor¬ 
ough  of  Manhattan,  Cal.  No.  19-36-BZ.  On  May  4,  1936,  the  same 
attorney  on  behalf  of  the  same  objector,  served  on  the  board  an 
order  of  certiorari  to  review  the  said  decision  of  April  21,  1936. 

*  *  * 

On  May  5,  1936,  Benjamin  Millstein,  attorney,  served  on  board 
petition  and  order  of  certiorari  for  A.  D.  I.  Realty  Corporation, 
objector,  in  re  decision  of  April  21,  1936,  reversing  decision  of  com¬ 
missioner  of  buildings  as  to  waiting  station  for  busses  at  premises 
236-250  West  51st  street  and  237-247  West  50th  street,  Borough  of 
Manhattan,  Cal.  No.  18-36-BZ. 


COURT  DECISION 

In  re  F.  H.  T.  Holding  Corporation  (Murdock) — July  16,  1935, 
board  granted  theatre  partly  in  business  and  partly  in 
residence  use  district,  under  section  7-c,  Cal.  No.  115- 
35-BZ;  premises  361-363  West  23rd  street  and  between 
346  and  348  West  24th  streets,  Borough  of  Manhattan. 
Justice  McCook  sustained  board  (N.  Y.  L.  J.,  April 
10,  1936). 


CALL  OF  CLERK'S  CALENDAR 


133-34-BZ . D.B.B . 2411-2427  Warehouse  avenue, 

north  side,  93  ft.  T%  in. 
east  of  24th  avenue  (Block 
6927,  Lot  7),  Borough  of 
Brooklyn,  Alt.  4914-36. 


MONDAY,  MAY  11,  1936.  AT  2  P.  M. 

Building  Zone  Cases 

351-26-BZ. 

APPLICANT — Saul  Goldsmith,  for  Edgemont  Realty 
Corporation,  owner. 
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PREMISES— 178-186  Parkside  avenue  and  333-345  Ocean 
avenue,  southeast  corner  (Block  No.  5054,  Lot  No 
6),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7b  and  21  of  the  building 

to  TDTTD??f^reSO  U,tl0-n  (reoPened  March  31,  1936), 

IU  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  extension  in  height  of  an 
existing  building  used  for  business  purposes 
(stores)  previously  granted  by  the  board. 

61-36-BZ. 

APPLICANT— John  J.  Cromshow,  for  Abraham  B  Cox 
owner.  '  ’ 

PREMISES— 1235-1239  Second  avenue  and  248-252  East 

XT  s°uthwest  corner  (Block  No.  1419,  Lot 

.nm  T  ^os.  26-28),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 

68- 36-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Joseph  P  Dav 
Inc.,  owner. 

PREMISES— 40-48  Brighton  11th  street  (Hoff  street) 
71?  side,  3i4  ft  il  in.  south  of  Neptune  avenue 

B?ooidynN°'  ^  LOt  N°'  2386)’  BorouSh  of 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use,  “C”  area  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and,  also,  the  omis¬ 
sion  of  the  required  rear  yard. 

69- 36-BZ. 

APPLICANT— William  P.  Hennessy,  Assistant  Engineer 
for  Department  of  Public  Buildings  and  Offices, 
for  City  of  New  York,  owner. 

PREMISES— 5511-5629  19th  avenue,  northeast  corner  of 
57th  street  (Block  No.  5495,  Lot  No.  1),  Borough 
of  Brooklyn. 

APPLICATION,  under  section  7a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  carpenter 
shop,  welding  shop,  asphalt  roller  storage  and 
storage  shed. 


359-35-BZ. 

APPLICANT— Thomas  Nelson,  substituted  for  Louis 

PRFX/TTCT7can^orA,  J0*111  L-  Quenzer,  owner. 

EMIBES~172~01  Grand  Central  parkway  and  82-11 
D2nd  street  northeast  corner  (Block  No.  7050 

APPT  rrATTmr  ^  Jamaica-  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  use  “F”  area  district  the  erec- 
tion  of  a  porch  within  the  15  ft.  set  back  required 
t>y  the  building  zone  resolution. 


MAY  12,  1936,  10  A.  M. 

Building  Zone  Applications 

■rK'Pf ’S  HEREBY  GIVEN  by  the  Board  of  Stand- 

>f  the  h,,iWi^S  °f  a  p,,,MlC  hcin,l!I  the  provisions 

916  of  z?ne.  re!°lution,  Tuesday  morning,  May  12, 

he'fo^lowinTniaUers :  Room  ">'3.  Manicipa.  B„W  on' 
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cal.  no.  270-35-BZ— Application  of  Leo  Bradspies,  appli¬ 
cant,  on  behalf  of  Herman  Stursberg 
Realty  Co.,  owner,  reopened  April  21, 
1936,  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a 
business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5) 
motor  vehicles;  premises  339-349 
Brook  avenue,  west  side,  40  ft.  north 
of  East  141st  street  (Block  No.  2286 
part  of  Lot  No.  65),  Borough  of  The' 
Bronx. 

9 

cal.  no.  282-35-BZ— Application  of  Edward  T.  McGetrick 
applicant,  on  behalf  of  Bay  Parkway 
Holding  Corporation,  owner,  reopened 
April  21,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta- 
I'-Prn  (Pr^vious,y  withdrawn)  ;  premises 
1159-1167  Utica  avenue  and  5002-5010 
Clarendon  road,  southeast  corner 
(Block  No.  4771,  Lot  Nos.  1  and  78), 
Borough  of  Brooklyn. 

cal.  no.  349-35-BZ— Application,  December  12,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Bulkley  and  Horton  Company 
applicant,  on  behalf  of  T.  A.  Clarke 
Company  and  Gulf  Refining  Company, 
owners,  to  permit  in  a  business  district 
the  extension  of  an  existing  gasoline 
service  station;  premises  1119-1143  At¬ 
lantic  avenue  and  1296-1312  Bedford 
avenue,  northwest  corner  (Block  No. 
2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

cal.  no.  67-36-BZ  Application,  March  18,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Thomas  J.  Donovan, 
applicant,  on  behalf  of  Louisa  Min- 
gino,  John  Farrell,  Bridget  Farrell  Ed¬ 
win  Construction  Co.,  Inc.,  and  j'aace 
Realty  Co.,  Inc.,  owners,  to  permit  in 
a  business  district  the  extension  and 
combination  of  two  (2)  existing 
garages  for  more  than  five  (5)  motor 
vehicles  by  the  inclusion  of  a  forty 
(40)  ft.  plot  in  between  them;  prem¬ 
otor103'105  Crown  street,  north  side, 

280  ft.  west  of  Bedford  avenue  (Block 

No,  i£87VvLot  Nos-  61  -  62’  63,  66,  67 
and  68),  Borough  of  Brooklyn. 


cal.  no.  35-36-BZ— Application,  February  14,  1936,  under 
section  7e  of  the  building  zone  resolu¬ 
tion,  of  Joseph  W.  Genzardi,  applicant, 
on  behalf  of  Hugo  C.  Cook,  owner,  to 
permit. in  a  business  district  the  further 
extension  of  a  garage  for  more  than 
five  (5)  motor  vehicles,  existing  prior 
to  1916— permission  to  extend  was 
granted  by  the  board  under  Cal.  No. 
1272-24-BZ;  premises  2311  St.  Ray¬ 
monds  avenue,  north  side,  95  ft.  east 
of  Glover  street  (Block  No.  3990,  Lot 
Nos.  12,  13  and  25),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 
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MAY  12,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

1259-24- A— 2-20  East  102nd  street,  south  side,  100  ft.  east 
of  5th  avenue  (Block  No.  1607,  Lot  No.  59), 
Borough  of  Manhattan. 

7 1-36- A— 3402-3424  Foster  avenue,  south  side,  540  ft.  west 
of  East  37th  street  (Block  No.  4982),  Borough 
of  Brooklyn. 

Variation  of  Labor  Law 

1 13-36-S — 414-416  East  20th  street,  south  side,  199  ft.  6  in.' 

east  of  First  avenue  (Block  No.  951,  Lot  No. 
48),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 

102-36-SA — Cole  Draft  Governor. 

1 10-36-SA— Mohawk  Oil  Burner,  Models  A  and  H. 

1 12-36- S A— Perfect  Automatic  Oil  Burner  (Gun  Type), 
Models  A  and  G,  Nos.  1,  2  and  3. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon.  May 
12,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  410-31-BZ — Application  of  Edward  L.  Kelly,  ap¬ 
plicant,  on  behalf  of  Louise  De  Vito, 
owner,  reopened  April  14,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  previously  granted 
under  section  7f  of  the  building  zone 
resolution,  permitting  in  a  business 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  for  a  tem¬ 
porary  period ;  premises  175-14  Horace 
Harding  boulevard,  south  side,  117.71 
ft.  west  of  Utopia  parkway  (Block  No. 
2661,  Lot  No.  26),  Flushing,  Borough 
of  Queens. 

cal.  no.  46-33-BZ — Application  of  Alex  Litman,  applicant 
and  owner,  reopened  April  14,  1936, 
for  consideration  as  to  extension  of 
permit  —  re  Application,  previously 
granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  use  and  mainte¬ 
nance  of  a  plot  of  ground  for  parking 
space  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ; 
premises  south  side  of  Edgemere  ave¬ 
nue,  from  Beach  52nd  street  to  Beach 
53rd  street  (Block  No.  343,  Lot  No. 
45),  Edgemere,  Borough  of  Queens. 

cal.  no.  641-30-BZ — Application  of  Michael  Shanley,  appli¬ 
cant,  on  behalf  of  2508  Broadway, 
Inc.,  owner,  reopened  March  17,  1936 
for  rehearing  on  revised  proposition 
(matter  having  been  referred  back  to 
the  board  by  Order  of  the  Court)  re 
Application,  under  sections  21  and  7f 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 


the  maintenance  of  a  gasoline  service 
station  for  a  further  period  of  two 
(2)  years  (previously  granted  for  a 
temporary  period)  ;  premises  south 
side  of  Hillside  avenue,  41  ft.  east  of 
207th  street  (Block  No.  1508,  Lot  Nos. 
3,  4  and  5),  Queens  Village,  Borough 
of  Queens. 


cal.  no.  275-25-BZ — Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  Mary  T.  Beatty, 
owner,  reopened  April  21,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  district 
the  alteration  of  a  garage  for  more 
than  five  (5)  motor  vehicles  (permis¬ 
sion  to  erect  which  was  previously 
granted  by  the  board)  so  as  to  provide 
a  vehicular  opening  at  rear  with  pas¬ 
sageway  across  the  rear  lot  to  Mont¬ 
gomery  street;  premises  88-110  Crown 
street,  south  side,  220  ft.  west  of  Bed¬ 
ford  street  (Block  No.  1294,  Lot  No. 
22),  Borough  of  Brooklyn. 


no.  2-36-BZ — Application,  January  3,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Max  Dreyfuss,  applicant,  on  behalf 
of  Romabe  Realty  Corporation,  owner, 
to  permit  in  a  residence  use  “F”  area 
district  the  erection  and  maintenance 
of  a  multiple  dwelling  not  conforming 
with  the  requirements  of  the  building 
zone  resolution  as  to  set  back  from  the 
building  line  and  as  to  area;  premises 
83-02  to  83-10  Parsons  boulevard  and 
150-54  to  150-62  Grand  Central  park¬ 
way,  southwest  corner  (Block  No.  2601 
(6717),  Lot  Nos.  96  and  99),  Jamaica, 
Borough  of  Queens. 


,.  no.  296-35-BZ — Application,  October  25,  1935,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  William  Pechter,  applicant,  on 
behalf  of  Monroe  Realty  and  _  Mort¬ 
gage  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a 
temporary  period  of  two  (2)  years; 
premises  1751-1767  Coney  Island  ave¬ 
nue,  east  side,  165  ft.  south  of  Avenue 
N  (Block  No.  6749,  Lot  Nos.  83,  86 
and  89),  Borough  of  Brooklyn. 


..  no.  335-35-BZ — Application,  November  22,  1935,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Paul  R.  Silverstein, 
applicant,  on  behalf  of  Anna  Gidseg, 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a 
warehouse,  garage  for  five  (5)  motor 
vehicles  and  loading  platform ;  prem¬ 
ises  167-02  to  167-09  108th  road,  north 
side,  117  ft.  5  in.  west  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica, 
Borough  of  Queens. 


,.  no.  133-34-BZ — Application  of  Otto  J.  Sambach,  appli¬ 
cant,  on  behalf  of  Bartholdi  Ture- 
camo,  owner,  reopened  May  5,  1936, 
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for  consideration  of  an  amendment  to 
the  resolution  of  July  10,  193d — re 
Application,  granted  on  condition,  un¬ 
der  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence 
district  the  erection  and  maintenance 

oli storage  plant;  premises 
2411-2427  Warehouse  avenue,  north 
93  ft.  7%  in.  east  of  24th  avenue 
(Block  No.  6927,  Lot  No.  7),  Borough 
of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 

CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  18,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

S2-36-BZ. 

APPLICANT — Benjamin  Hinerfeld,  Special  Deputy  Su¬ 
perintendent  of  Banks  of  the  State  of  New  York, 

T-n„,  ^ank  of  Europe  Trust  Company,  owner. 

PREMISES— 218  East  97th  street,  south  side,  285  ft  east 
of  3rd  avenue  (Block  No.  1646,  Lot  No.  37),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  an  iron  and  wire 
works. 


352-29-BZ. 

APPLICANT— Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

PREMISES  212-220  East  98th  srteet,  southwest  corner  of 
Kings  Highway  (Block  No.  4633,  Lot  No.  34) 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
TDT7^S?J^tlo-n  (^opened  March  10,  1936), 

1U  PERMIT,  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  (application  for  a  garage  for  more 
than  live  (5)  motor  vehicles  and  gasoline  service 
station  on  same  premises  previously  denied  by  the 
board). 

339-35-BZ. 

APPLICANT— Jacob  M.  Aufrecht,  for  William  A.  Kis- 
sam,  owner. 

PREMISES— 777-787  Metropolitan  avenue  and  377  Hum¬ 
boldt  street,  northwest  corner  (Block  No.  2760 

APPT  TrATTnM  28  a>nd  29)>  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

-93-17-BZ. 

APPLICANT— Vendome  Service  Corporation,  for  Estate 

DDr,  ,Tp j.  Julia  Cameron,  owner. 

PREMISES— 403-413  West  124th  street,  north  side,  100 
tt.  west  of  Mornmgside  avenue  and  2-4  La  Salle 

Manhattan Ck  N°'  1%5,  Lot  N°'  22)’  Borough  of 

APPLICATION,  under  section  21  of  the  building  zone 

TO  PFRAn!rUtl0ni'reopenLe(1  January  28,  1936), 

U  FtRM.I,T  partly  m  a  business  district  and  partly  in  a 
residence  district  the  change  of  occupancy  of  an 
existing  building  from  a  business  building  (previ¬ 
ously  granted  by  the  board)  to  a  motor  vehicle 
repair  shop  and  garage  for  more  than  five  (5) 
motor  vehicles.  v  / 


MAY  19,  1936,  10  A.  M. 

Building  Zone  Applications 

ar£°aTiC?  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
rds.  aiJd  Appeals  of  a  public  hearing  under  the  provisions 
1036  zone  resolution,  Tuesday  morning,  May  19 

«h?fotll0gCma«er,sn:ROOm  ’°13' 

cal.  no.  116-33-BZ— Application  of  Frank  E.  Vitolo,  appli¬ 
cant,  on  behalf  of  Katherine  Alberti 
owner,  reopened  April  28,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  April  10,  1934,  to  permit 
the  installation  of  gasoline  tanks  and 
the  occupancy  of  the  portion  of  build¬ 
ing  now  erected  for  storage  of  pleas¬ 
ure  cars,  pending  construction  of  the 
proposed  extension  (previously 
granted  by  the  board  under  sections 
7e  and  21  of  the  building  zone  resolu- 
tmn)  ;  premises  50-56  Downing  street 
and  214-218  West  Houston  street 
north  side,  159  ft.  63/4  in.  east  of 
s^eet,  (Block  No.  528,  Lot  Nos. 

Manhattan.  “d  31)’  B°r°Ugh  of 

cal.  no.  101-32-BZ— Application  of  Samuel  Greenbaum 
applicant,  on  behalf  of  Thema  Rosen' 
owner,  reopened  February  18  1936’ 

under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  dis- 
tnct  for  a  period  of  not  greater  than 
two  (2)  years,  the  parking  or  storage 
of  more  than  five  (5)  motor  vehicles 
?n  a  or  p.lot  unt>uilt  upon ;  prem- 
m7  co28/ *  Bailey  avenue,  west  side, 
197.59.  ft-T  s°uth  of  West  230th  street 
(Block  No.  3264,  Lot  Nos.  70  and  79) 
Borough  of  The  Bronx. 

cal.  no.  3 1-36-BZ— Application,  February  14,  1936,  under 
section  21  of  the  building  zone  resolu- 
f10J1»  oii  Adam  Koser,  applicant,  on 
behalf  of  John  Benson,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  building  having 
stores  on  the  first  story  and  dwellings 
above ;  premises  631  Henderson  ave¬ 
nue  and  169  Elm  street,  northeast  cor- 
wr  /Bi?ck  N°-  157>  Lot  No.  170), 
RiSmomfw  Bnghton-  Borough  of 

CAL.  NO.  38-36-BZ— Application,  February  20,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Broad  Holding 
Corporation,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion,  premises  32-01  Utopia  parkway 
southwest  corner  of  Cross  Island 
boulevard  (Block  No.  4939,  Lot  No. 

1),  Bayside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 

MAY  19,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 
65-36- A— 350-352  Third  avenue,  west  side,  26  ft.  8  in.  south 
East  26th  street  (Block  No.  881,  Lot  Nos. 

45  and  46),  Borough  of  Manhattan. 
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Variation  of  Labor  Law 

103-36-S— 200-204  William  street  and  18-24  Frankfort 
street,  northeast  corner  (Block  No.  120,  Lot 
No.  7),  Borough  of  Manhattan. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  25,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

8-36-BZ. 

APPLICANT — J.  Sarsfield  Kennedy,  for  Brookmead 
Realty  Co.,  Inc.,  owner. 

PREMISES — 137-02  to  137-06  Jamaica  avenue,  southeast 
corner  of  Van  Wyck  avenue  (Block  No.  1018,  Lot 
No.  l)j  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


51-36-BZ. 

APPLICANT— Alfred  H.  Eccles,  for  Isabelle  B.  Booth, 
owner. 

PREMISES — 153-02  Hillside  avenue  and  87-61  153rd 
street,  southeast  corner  (Block  No.  838,  Lot  No. 
13),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  sections  7e  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  and  also  a  gasoline  service  station. 

26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein,  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

PREMISES — 145  West  51st  street,  north  side,  125  ft.  east 
of  7th  avenue  (Block  No.  1004,  Lot  No.  6),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use,  “B”  area  and  2  times 
height  district  the  alteration  of  a  hotel — which 
after  alteration  will  exceed  the  permitted  height 
and  will  not  have  the  required  yard  and  court 
space. 

64-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Minnie  Levine, 

owner. 

PREMISES — 77-34  Austin  street,  west  side,  305.55  ft. 
north  of  Union  turnpike  (Block  No.  3334,  Lot  No. 
292),  Forest  Hills,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


TO  PERMIT  in  a  residence  use,  “E”  area  district  the 
erection  and  maintenance  of  a  multiple  dwelling 
not  conforming  with  the  requirements  of  an  “E” 
area  district. 


MAY  26,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  26, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal- Building,  on 
the  following  matter : 


cal.  no.  1250-27-BZ — Application  of  Louis  A.  Reiter,  appli¬ 
cant,  on  behalf  of  Sam  Tanowsky, 
lessee,  reopened  May  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  of  an  additional 
building  in  a  gasoline  service  station 
for  the  housing  of  grease  pits  (appli¬ 
cation  originally  denied  by  the  board 
and  granted  by  the  Court)  ;  premises 
3465-3479  Fort  Hamilton  parkway, 
south  side,  225  ft.  west  of  Chester 
avenue  (Block  No.  5302,  Lot  No.  32), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  2,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  2, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 


cal.  no.  191-34-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  The  Hermitage 
Corporation,  owner,  reopened  May  5, 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years ;  premises 
2087  Boston  road,  west  side,  165.08 
ft.  south  of  East  180th  street  (Block 
No.  3137,  part  of  Lot  No.  20),  Bor¬ 
ough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman . 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered),  50c  (leather  bound)  ;  by  mail,  three  cents 
per  copy  must  be  added  for  postage. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MAY  5,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  April  28,  1936,  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  April  28,  1936,  were  approved  as  printed  in  Bulletin 
No.  18,  Vol.  XXI. 


BUILDING  ZONE  CASES 

35-36-BZ. 

APPLICANT — Joseph  W.  Genzardi,  for  Hugo  C.  Cook, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7e  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  fur¬ 
ther  extension  of  a  garage  for  more  than  five  (5) 
motor  vehicles,  existing  prior  to  1916 — permission 
to  extend  was  granted  by  the  board  under  Cal.  No. 
1272-24-BZ. 

PREMISES  AFFECTED — 231 1  St.  Raymonds  avenue, 
north  side,  95  ft.  east  of  Glover  street  (Block  No. 
3990,  Lot  Nos.  12,  13  and  25),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Joseph  W.  Genzardi. 

For  Opposition  :  Salvatore  Milano,  Morris  Mich- 
elson,  Rev.  A.  Profilio,  Mrs.  Amelia  De  Vito 
and  Matilda  Eberhardt. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1936,  at  10 
a.m.,  for  further  consideration. 


335-35-BZ. 

APPLICANT — Paul  R.  Silverstein,  for  Anna  Gidseg, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  a  ware¬ 
house,  garage  for  five  (5)  motor  vehicles  and 
loading  platform. 

PREMISES  AFFECTED — 167-03  to  167-09  108th  road, 
north  side,  117  ft.  5  in.  west  of  Merrick  road 
(Block  No.  1241,  Lot  No.  18),  Jamaica,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Paul  R.  Silverstein. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1936,  at  2 
p.m.,  for  applicant  to  furnish  two  new  blueprints 
of  a  survey  made  by  a  city  surveyor. 


599-31-BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Sajamo  Realty 
Corporation  and  the  Nostrand  Sanitary  Cleansing 
Corporation,  owners. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7 a  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  ex¬ 
tension  of  a  dry  cleaning  establishment  (reopened 
under  new  facts  February  18,  1936). 

PREMISES  AFFECTED — 237-239  Nostrand  avenue,  east 
side,  25  ft.  north  of  Kosciusko  street  (Block  No. 
1779,  Lot  Nos.  2  and  3),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Irving  M.  Fenichel,  Samuel 
Friedman  and  Samuel  D.  Johnson. 


For  Opposition:  Saul  Hammer,  Samuel  Mantel, 
John  P.  Baione  and  Frank  Scaltrito. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  Q 


THE  RESOLUTION— 

(599-31-BZ) 

Whereas,  Henry  J.  Nurick,  for  Ideal  Cleaners  and 
Dyers,  Inc.,  owner,  filed  December  16,  1931,  an  application 
under  the  building  zone  resolutions  to  permit  in  a  business 
use  district  the  extension  of  a  dry  cleaning  establishment ; 
premises  :  237-239  Nostrand  avenue,  east  side,  25  ft.  north 
of  Kosciusko  street,  (Block  No.  1779,  Lots  2  and  3),  Bor¬ 
ough  of  Brooklyn;  and 

Whereas,  this  application  was  withdrawn  at  the  meeting, 
May  6,  1932  and  reopened  by  vote  of  the  board  February 
18,  1936,  on  request  of  Irving  M.  Fenichel,  for  Sajamo 
Realty  Corp.  and  the  Nostrand  Sanitary  Cleansing  Corp., 
owners ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  5,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Nostrand  avenue  is  in  a  busi¬ 
ness  district ;  Kosciusko  street  is  in  a  residence,  business 
and  unrestricted  district  and  DeKalb  avenue  is  in  a  busi¬ 
ness  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Buildings, 
rendered  January  11,  1936,  re  Applic.  No.  16129-1935,  reads: 

“1.  In  building  No.  239  Nostrand  avenue  change  of 
1st  floor  from  one  prohibited  use  to  another,  accom¬ 
panied  by  a  structural  alteration,  is  contrary  to  Art. 
II,  Sec.  6  of  the  building  zone  resolution ;  and  the  ex¬ 
tension  of  the  new  prohibited  use-dry  cleaning  estab¬ 
lishment  to  the  2nd  floor  is  contrary  to  Art.  II,  Sec. 
4(a)  (11)  of  the  building  zone  resolution.” 

and 

Whereas,  the  premises,  (comprising  lots  2  and  3,  block 
1799),  consist  of  a  plot  of  ground  having  a  frontage  of  50 
ft.  and  a  depth  of  100  ft.;  on  the  northeast  (rear)  portion 
of  the  plot  there  is  located  a  2-story  building  (shown  as 
unit  No.  1  on  filed  plans)  25  ft.  by  20  ft.  in  area;  abutting 
this  building  on  the  west  there  is  a  one-story  building 
(shown  as  unit  No.  1  on  filed  plans)  20  ft.  6  in.  by  approx¬ 
imately  10  ft.  in  area;  on  the  northwest  portion  of  the  plot 
there  is  located  a  3-story  building  (shown  as  unit  No.  2  on 
filed  plans)  25  ft.  by  50  ft.  in  area.  On  the  south  portion  of 
the  plot  there  is  located  a  3-story  building  (shown  as  unit 
No.  3  on  filed  plans)  25  ft.  by  100  ft.  in  area  on  1st  story 
and  25  ft.  by  approximately  40  ft.  in  area  above.  This 
building  is  brick  construction  on  1st  story  and  frame  above. 
It  is  proposed  to  remove  the  2nd  and  3rd  (frame)  stories 
of  this  building  and  to  add  a  new  brick  constructed  2nd 
story  (to  the  existing  1st  story).  It  is  proposed,  also,  to 
rearrange  stairways,  construct  openings  between  the  exist¬ 
ing  and  proposed  buildings,  etc.,  all  as  shown  on  filed  plans. 
It  is  proposed  to  occupy  the  entire  premises  as  a  dry  clean¬ 
ing  establishment ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  Sections  7(a)  of  the  build¬ 
ing  zone  resolution  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
7(a),  permitting  alterations  as  proposed  on  revised  plans 
marked  received  “May  4,  1936”  consisting  of  reconstruction 
of  the  1st  story  and  the  erection  of  a  second  story  to  the 
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building  at  239  Nostrand  avenue,  on  condition  that  the  cy¬ 
clone  for  collecting  sludge  shall  be  removed  from  the  roof 
and  installed  in  the  second  story  over  the  deterging  room, 
marked  on  plan  as  Unit  No.  1,  on  the  rear  of  237  Nostrand 
avenue ;  that  all  windows  in  the  rear  of  237  Nostrand  ave¬ 
nue,  facing  on  lot  91,  block  1779  shall  be  blocked  up  with 
legal  masonry  and  no  new  openings  installed  in  this  wall ; 
that  there  shall  be  no  openings  in  the  rear  of  the  first  floor 
of  the  building  at  239  Nostrand  avenue;  that  the  windows 
shown  on  the  offset  second  floor  are  to  be  constructed  of 
fireproof  frames  and  sash  fixed  and  unopenable  and  glazed 
with  wired  glass ;  that  rear  yard  for  a  width  of  10  ft.  shall 
be  provided  over  the  1st  story  extension  and  the  skylight 
in  roof  of  same  shall  be  of  metal  frame  glazed  with  wire 
glass  and  made  fixed;  that  this  building  at  239  Nostrand 
avenue  shall  be  used  solely  as  accessory  to  the  existing  dry 
cleaning  establishment  in  the  building  at  237  Nostrand 
avenue  and  there  shall  be  no  further  extension  in  either 
building  of  the  existing  area  where  the  dry  cleaning  equip¬ 
ment  is  installed  and  the  work  of  dry  cleaning  is  carried 
on ;  that  nothing  in  this  resolution  shall  in  any  way  be 
taken  to  be  contrary  to  the  injunction  granted  by  Mr.  Jus¬ 
tice  Lockwood  on  April  25,  1933 :  that  this  variation  shall 
continue  only  so  long  as  the  building  is  not  increased  in 
height  or  area  as  modified  herein  as  to  zoned  use ;  that  the 
building  and  occupancy  shall  comply  with  all  laws  and 
regulations  applicable  thereto ;  and  that  all  permits  shall 
be  obtained  and  all  work  completed  within  one  year  from 
the  date  of  this  action. 


20-36-BZ. 

APPLICANT — Samuels  &  Samuels,  for  James  A.  Trow¬ 
bridge,  Jr.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 101  East  108th  street  and  1481- 
1483  Park  avenue,  northeast  corner  (Block  No. 
1636,  Lot  No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Archie  Samuels. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

N  egative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(20-36-BZ) 

Whereas,  Samuels  and  Samuels,  for  James  A.  Trow¬ 
bridge,  Jr.,  owner,  filed  January  31,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline  service 
station;  Premises:  101  East  108th  street  and  1481-1483 
Park  avenue,  northeast  corner,  (Block  No.  1636,  Lot  No. 
1 ) ,  Borough  of  Manhattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  5,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Park  avenue  is  in  a  business 
district;  East  108th  street  is  in  a  residence  and  business 
district;  East  109th  street  is  in  a  residence  and  business 
district;  and 

W'hereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  23,  1936,  re  N.  B.  Application  No.  6-1936 
reads : 

“1.  No  building  or  premises  in  a  business  district 
shall  be  used  as  a  gasoline  service  station.  (Article 


No.  2,  Section  No.  4  of  the  zone  resolution). 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  74  ft.  on  Park  avenue  and  26  ft.  3  in.  on 
East  108th  street,  upon  which  it  is  proposed  to  erect  a  one- 
story  office  15  ft.  by  15  ft.  in  area  and  also  the  necessary 
tanks  and  pumps  for  a  gasoline  service  station ;  and 
Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  on  which 
was  read  at  the  meeting  of  the  board  held  on  April  28, 
1936,  and  which  report  follows : 

REPORT  OF  COMMITTEE. 

Re :  Cal.  No.  20-36-BZ, 

Premises :  101  East  108th  street  and  1481-1483  Park 
avenue,  northeast  corner  (Block  1636,  Lot  1),  Borough 
of  Manhattan. 

April  24,  1936. 

This  application  is  for  a  zoning  variance  under  Sec¬ 
tion  21,  hardship  to  permit  a  plot  on  the  east  side  of 
Park  avenue  at  the  northeast  corner  of  East  108th 
street,  in  an  area  zoned  for  business  uses,  to  be  occu¬ 
pied  as  a  gasoline  station.  The  plot  is  26  ft.  3  in.  on 
East  108th  street  and  74  ft.  on  Park  avenue  and  is  now 
vacant,  the  former  building  on  the  plot  having  been 
razed.  Tire  Park  avenue  roadway  at  this  point  is  nar¬ 
row  and  parallels  the  masonry  super-structure  of  the 
New  York  Central  Railroad,  108th  street  crosses 
through  an  archway.  No  doubt  it  is  a  problem  to 
determine  what  conforming  use  this  plot  can  be  put  to 
profitably.  Park  avenue  is  extensively  used,  even 
though  narrow  in  this  section  for  traffic,  it  being  one¬ 
way  northerly  past  these  premises.  A  few  blocks  be¬ 
yond  the  area  under  the  railroad  is  used  for  pushcart 
market  and  the  city  has  recently  completed  structures 
to  house  this  use  which  use  causes  the  gathering  of 
many  people. 

Proposals  to  construct  a  wide  through  way  to  Har¬ 
lem  River  and  beyond  have  been  under  consideration 
but  are  not  imminent  of  fulfillment.  Still,  an  owner 
would  hesitate  to  make  any  permanent  development 
with  the  major  improvement  requiring  the  taking  of 
land  a  possibility. 

In  view  of  these  conditions,  it  can  be  considered  that 
there  is  sufficient  hardship  to  warrant  a  temporary 
variance  for  five  years,  to  permit  the  plot  to  be  used 
as  a  gasoline  service  station,  subject  to  such  conditions 
as  the  board  deems  advisable. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  this  report  recommended  the  granting  of  the 
application  under  Section  21  of  the  building  zone  resolution 
for  a  temporary  period  of  five  years,  under  such  restric¬ 
tions  as  the  board  deems  desirable  ;  and 

Whereas,  the  board  deemed  that  sufficient  temporary 
hardship  exists  to  justify  the  granting  under  Section  21  of 
a  temporary  variance. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
21  for  a  temporary  period  of  five  years,  subject  to  such 
conditions  as  the  board  may  deem  desirable  upon  submis¬ 
sion  of  plans  and  that  plans  shall  be  submitted  to  the  board 
before  filing  with  the  commissioner  of  buildings  for  the 
imposing  of  such  conditions,  within  three  months  from 
the  date  of  this  action. 


Adjourned,  12:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MAY  5,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

1250-27-BZ. 

APPLICANT — Louis  A.  Reiter,  for  Sam  Tanowsky,  les¬ 
see. 

SUBJECT — Application  for  reopening — consideration — re 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  erection  of  an 
additional  building  in  a  gasoline  service  station 
for  the  housing  of  grease  pits  (application  orig¬ 
inally  denied  by  the  board  and  granted  by  the 
Court) . 

PREMISES  AFFECTED — 3465-3479  Fort  Hamilton  park¬ 
way,  south  side,  225  ft.  west  of  Chester  avenue 
(Block  No.  5302,  Lot  No.  32),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant  :  Louis  A.  Reiter. 

ACTION  OF  BOARD — Application  reopened,  Calendar 
Call  waived  and  set  for  hearing  May  26,  1936,  at 
10  a.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

N  egative  .  0 

Absent  .  0 


133-34-BZ. 

APPLICANT — Otto  J.  Sambach,  for  Bartholdi  Ture- 
camo,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  district  the 
erection  and  maintenance  of  a  fuel  oil  storage 
plant. 

PREMISES  AFFECTED — 2411-2427  Warehouse  avenue, 
north  side,  93  ft.  7]4  in.  east  of  24th  avenue 
(Block  No.  6927,  Lot  No.  7),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Otto  J.  Sambach. 

ACTION  OF  BOARD — Application  reopened,  Calendar 
Call  waived  and  laid  over  to  May  12,  1936,  at  2 
p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


217-33-BZ. 

APPLICANT — Benjamin  N.  Brody,  for  Helen  Schrage 
Lehman,  owner. 

SUBJECT — Application  for  reopening — new  proposition 
reducing  size  of  plot — re  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 110-38  Springfield  boulevard 
and  217-20  110th  road  (Junior  place),  southwest 


corner  (Block  No.  2038,  Lot  No.  28),  Queens  Vil¬ 
lage,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Benjamin  N.  Brody. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


191-34-BZ. 

APPLICANT— Sidney  L.  Strauss,  for  the  Hermitage  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  reopening — consideration — 
re  (decision  of  the  commissioner  of  buildings) 
under  section  7-H  of  the  building  zone  resolution, 
to  permit  in  a  business  district  the  use  of  a  plot 
of  ground  as  a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary  period  of  two 
(2)  years. 

PREMISES  AFFECTED — 2087  Boston  road,  west  side, 
165.08  ft.  south  of  East  180th  street  (Block  No. 
3137,  part  of  Lot  No.  20),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 

ACTION  OF  BOARD — Application  reopened,  Calendar 
Call  waived  and  set  for  hearing  June  2,  1936,  at 
10  a.m.  Applicant  to  notify  property  owners  in 
the  affected  area  by  regular  mail  not  later  than 
May  19,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


829-18-BZ. 

APPLICANT — Adelson  &  Berman,  for  Mrs.  Florence 
Charlton,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7H  of  the  building 
zone  resolution,  to  permit  in  a  business  district 
the  parking  of  more  than  five  (5)  motor  vehicles. 
(Reopened  September  24,  1935.) 

PREMISES  AFFECTED— 158A  16th  street  (Block  No. 

1052,  Lot  No.  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Irving  Adelson. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  withdrawn  without 
prejudice. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


1125-23-BZ. 

APPLICANT— Edwin  W.  Kleinert,  for  Nesor  Service 
Station,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  in¬ 
clusion  of  an  alcove  gasoline  service  station  in  an 
existing  garage,  previously  granted  by  the  board. 
(Reopened  September  24,  1935.) 
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PREMISES  AFFECTED — Northeast  corner  of  Jerome 
avenue  and  East  205th  street  (Block  No.  3322, 
Lot  No.  13),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(1125-23-BZ) 

Whereas,  this  application  affecting  premises  northeast 
corner  of  Jerome  avenue  and  East  205th  street  (Block  No. 
3322,  Lot  No.  13),  Borough  of  The  Bronx,  was  reopened 
by  vote  of  the  board  September  24,  1935,  subject  to  the 
usual  procedure;  and 

Whereas,  applicant  has  failed  to  complete  his  papers  in 
the  reopened  case,  although  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


293-31-BZ. 

APPLICANT — J.  &  V.  Beach  Holding  Corporation, 
owner. 

SUBJECT — Application  reopened  April  14,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
previously  granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station  for  a  temporary  period. 
PREMISES  AFFECTED — Southeast  corner  of  Layton 
avenue  and  Shore  drive  (Block  No.  5467,  Lot  No. 
1),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Fred  Judge  and  Robert  C.  Van 
Dervee. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(293-31-BZ) 

Whereas,  this  application  affecting  premises  southeast 
corner  of  Shore  drive  and  Layton  avenue,  (Block  No.  5467, 
Lot  No.  1),  Borough  of  The  Bronx,  was  granted  by  the 
board,  April  15,  1932,  under  Section  7 f ,  for  a  temporary 
period  of  two  years  on  certain  conditions,  permit  extended 
for  an  additional  period  of  two  years  from  April  15,  1934 
and  owner  requests  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  April  15,  1932,  only  so  far 
as  it  has  reference  to  the  duration  of  the  variance  granted 
under  Section  7,  subdivision  F  of  the  building  zone  reso¬ 
lution,  extending  the  permit  for  a  period  of  two  years  from 
the  date  of  this  amended  resolution,  on  condition  that 
other  than  as  amended  herein,  the  resolution  adopted  by 
the  board  on  April  15,  1932,  shall  be  complied  with  in  all 
respects. 


30-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Meyer  Ran¬ 
dolph,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 


resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 708  Bedford  avenue  and  15-17 
Lynch  street,  northwest  corner  (Block  No.  2230, 
Lot  No.  37),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Lillian  Lamont. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(30-36-BZ) 


Whereas,  Samuels  and  Samuels,  for  Meyer  Randolph, 
owner,  filed  February  14,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district,  the 
erection  and  maintenance  of  a  gasoline  service  station ; 
premises:  708  Bedford  avenue  and  15-17  Lynch  street, 
northwest  corner  (Block  No.  2230,  Lot  No.  37),  Borough 
of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  5,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bedford  avenue  is  business; 
Lynch  street  is  unrestricted  and  business;  Wallabout  street 
— unrestricted  and  business  ;  Heyward  street — unrestricted 
and  business ;  and  Franklyn  avenue — unrestricted ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  3,  1936,  re  N.B.  App.  No.  1125-1936, 
reads : 

“Proposed  gasoline  service  station  to  be  located  in  a 
business  use  district  is  contrary  to  Art.  2,  Sec.  4- A  of 
zone  resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  55  ft.  8  in.  on  Lynch 
street,  21  ft.  on  Bedford  avenue  and  a  distance  of  78  ft.  5 
in.  along  the  north  lot  line — upon  which  is  located  a  3-story 
store  and  dwelling  structure  which  is  to  be  demolished;  it 
is  proposed  to  erect  on  the  site  a  one-story  office  and  lub- 
ritorium  structure  27  ft.  by  30  ft.  irregular  in  area  and  also 
the  necessary  tanks  and  pumps  for  a  gasoline  service  sta¬ 
tion  ;  and 

Whereas,  this  site  was  the  subject  of  an  inspection  by  a 
committee  of  the  board,  report  of  which  inspection  was 
read  at  this  hearing  and  which  report  follows : 

REPORT  OF  COMMITTEE. 

Cal.  No.  30-36-BZ, 

Premises:  708  Bedford  avenue,  and  15-17  Lynch  street, 
northwest  corner,  Borough  of  Brooklyn. 

This  is  an  application  for  a  zoning  variance  for  a 
plot  now  occupied  by  a  tenement  building  in  a  business 
use  district,  to  permit  use  as  a  gasoline  station.  It  is 
at  the  northwest  corner  of  Bedford  avenue  and  Lynch 
street.  Bedford  avenue  is  zoned  for  business  use  and 
the  area  adjoining  on  each  side  for  unrestricted  use. 
There  are  four  gasoline  stations  on  Bedford  avenue 
within  the  immediate  area,  which  should  be  ample  for 
all  needs.  The  area  appears  to  be  on  the  down  grade 
and  the  building  on  this  plot  which  was  recently  ac¬ 
quired,  is  like  the  adjacent  buildings,  an  old  structure 
not  readily  capable  of  being  remodelled  for  a  profitable 
occupancy.  To  grant  this  variance  because  of  the  con¬ 
dition  of  the  neighborhood  would  be  contrary  to  the 
principles  laid  down  by  the  Court  of  Appeals  in  the 
case  of  Tilly  Levy  vs.  the  Board.  While  the  plot  is 
irregular  in  shape,  there  are  others  nearby  also  irregu- 
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lar  and  now  occupied  by  old  buildings  which  would  be 
equally  entitled  to  a  similar  zoning  variance  if  this 
were  granted.  It  is  the  duty  of  the  board  not  to  break 
down  the  zoning  regulations  piecemeal. 

There  are  sixteen  consents  and  twenty  objections  on 
file.  The  objections  may  in  part  have  been  inspired  by 
the  gasoline  stations  which  properly  object  to  destruc¬ 
tive  competition.  Section  7-g,  requiring  consents,  does 
not  apply  to  gasoline  stations.  This  application  is  un¬ 
der  Section  21,  hardship. 

In  the  opinion  of  the  committee,  after  inspection, 
there  is  no  hardship  existing  that  is  peculiar  to  this 
plot  and  not  shared  by  other  plots  in  this  area.  To 
grant  this  would  not  promote  equal  justice.  The  com¬ 
mittee  recommends  denial. 


(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 


BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 


and 

Whereas,  this  report  recommended  the  denial  of  this 
application,  and  the  board  deemed  that  the  plot  under 
appeal  can  be  used  for  conforming  uses  and  that  there  is 
no  unnecessary  hardship  within  the  meaning  of  Section 
21  of  the  building  zone  resolution. 

Resolved,  that  the  decision' of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


328-34-BZ. 

APPLICANT — Henry  Nordheim,  for  Max  Mirowitz, 
owner. 

SUBJECT — Application  reopened  March  24,  1936,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
October  22,  1935,  as  to  the  conditions  imposed 
therein — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  residence 
district  the  change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period. 

PREMISES  AFFECTED — 1449  Vyse  avenue,  west  side, 
100  ft.  south  of  Jennings  street  (Block  No.  2987, 
Lot  No.  33),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Henry  Nordheim  and  S.  S.  Mey¬ 
ers. 

For  Opposition :  Alvin  I.  Perlmutter,  J.  S.  Shultz 
and  Morris  Saperstein. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(328-34-BZ) 

Whereas,  this  application  affecting  premises  1449  Vyse 
avenue,  west  side,  100  ft.  south  of  Jennings  street  (Block 
No.  2987,  Lot  No.  33),  Borough  of  The  Bronx,  was 
granted  by  the  board,  October  22,  1935,  on  certain  condi¬ 
tions  and  applicant  requested  a  reopening  of  the  case  and 
an  amendment  of  the  resolution  to  permit  the  extension  of 
the  garage  building  to  the  rear  lot  line  and  to  extend  the 
period  of  time  granted ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  March  24,  1936 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  5,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  this  site  was  the  subject  of  an  inspection  by  a 


committee  of  the  board,  and  it  is  the  committee’s  opinion 
as  reported  by  the  chairman  that  the  destruction  of  the 
frame  tenement  house  on  the  rear  of  the  site  and  the  ex¬ 
tension  of  the  garage  to  the  rear  lot  line  will  benefit  the 
neighborhood  and  will  give  light  and  air  to  the  adjoining 
buildings  and  that  justice  will  be  best  served  by  granting 
an  amendment  to  this  application,  brought  under  Section 
21  of  the  building  zone  resolution ;  for  a  period  of  five 
years  with  such  restrictions  as  will  protect  the  adjoining 
and  adjacent  property  owners. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  October 
22,  1935,  so  that  as  amended  this  resolution  will  read: 

Granted  under  section  21  for  a  period  of  five  years, 
from  the  date  of  this  action  permitting  the  building 
under  appeal  to  be  extended  and  to  be  used  as  a  garage 
for  more  than  five  motor  vehicles,  on  condition  that 
only  pleasure  vehicles  shall  be  stored  therein  and  at  no 
time  shall  there  be  more  than  forty  (40)  such  cars 
stored ;  that  no  automobile  repairing  shall  be  carried  on 
and  no  sale  or  storage  of  gasoline  other  than  in  the 
tanks  of  the  cars ;  that  the  building  shall  not  be  in¬ 
creased  in  height,  but  may  be  increased  in  depth  after 
the  rear  frame  building  on  the  plot  has  been  entirely 
removed ;  that  such  building  shall  be  removed  prior  to 
the  issuance  of  a  permit  for  the  storage  of  more  than 
five  cars;  that  there  shall  be  no  signs  on  any  part  of 
the  building,  including  the  roof,  other  than  a  small  sign 
not  over  one  foot  by  two  feet  on  the  front  of  the 
building;  that  the  nonfireproof  frame  tenement  house 
shall  be  entirely  removed  within  three  months  from 
this  date  and  that  the  work  of  altering  the  garage  shall 
be  substantially  in  accordance  with  revised  plans 
marked  “Received  April  20,  1936”;  that  the  ceiling  of 
this  garage  throughout  shall  be  fire-retarded  in  accord¬ 
ance  with  the  rules  of  the  Board  of  Standards  and 
Appeals ;  that  no  skylights  shall  be  erected  nearer  than 
10  ft.  from  either  side  lot  line ;  that  the  skylights  shall 
be  constructed  of  metal  frames,  glazed  with  thin  glass 
with,  metal  screens  oyer  and  under ;  that  all  permits 
required  shall  be  obtained  and  all  work  involved  com¬ 
pleted  within  one  year  from  the  date  of  this  action.” 


212-34-BZ. 


APPLICANT — Morris  Perlstein,  for  Estate  of  Mabel  O. 
Parker,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 1709  Neptune  avenue,  north¬ 
west  corner  of  Cropsey  avenue  (Block  No.  6994, 
Lot  Nos.  104  and  99),  Borough  of  Brooklyn. 
APPEARANCES— 


For  Applicant :  Morris  Perlstein. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

N egative  . 

Absent  . 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

N egative  . * 

Absent  . 


4 

0 

0 


4 

0 

0 


THE  RESOLUTION— 

(212-34-BZ) 

Whereas,  this  application  affecting  premises  1709  Nep- 
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tune  avenue,  northwest  corner  of  Cropsey  avenue  (Block 
No.  6994,  Lot  Nos.  104  and  99),  Borough  of  Brooklyn,  was 
granted  by  the  board  October  30,  1934,  on  certain  condi¬ 
tions,  and  present  owner,  through  its  architect,  Morris 
Perlstein,  requested  an  extension  of  time  to  obtain  permits 
and  complete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  30,  1934,  only  so 
far  as  it  has  reference  to  the  time  within  which  to  com¬ 
plete  the  work,  that  in  view  of  statement  by  applicant  that 
all  permits  have  been  obtained,  to  extend  the  time  within 
which  to  complete  the  work  involved  to  within  six  months 
from  the  date  of  this  amended  resolution,  on  condition 
that  other  than  as  amended  herein  the  resolution  adopted 
by  the  board  on  October  30,  1934,  shall  be  complied  with 
in  all  respects. 


460-26-BZ. 

APPLICANT — Brooklyn  Ridgewood  Corporation,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  permitting  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district, 
the  erection  and  maintenance  of  a  building  to  be 
used  as  a  theatre. 

PREMISES  AFFECTED — 4921-4923  Fifth  avenue,  514- 
534  49th  street  and  513-533  50th  street  (Block  No. 
784,  Lot  No.  2),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

N  egative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(460-26-BZ) 


Whereas,  this  application  affecting  premises  4921-4923 
Fifth  avenue,  514-534  49th  street  and  513-533  50th  street 
(Block  No.  784,  Lot  No.  2),  Borough  of  Brooklyn,  was 
granted  on  the  board  February  19,  1935,  on  certain  condi¬ 
tions,  and  applicant  requested  an  extension  of  time  to  file 
plans  and  complete  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  February 
19,  1935,  only  so  far  as  it  has  reference  to  filing  of  plans 
and  completion  of  work,  so  that  as  amended  that  portion 
of  the  resolution  shall  read ; 

.  .  that  all  working  drawings  shall  be  filed 
with  the  commissioner  of  buildings  within  one  year 
and  all  work  involved  therein  shall  be  completed 
within  eighteen  months  from  the  date  of  this  amended 
resolution” 

and  that  other  than  as  amended  herein  the  resolution 
adopted  by  the  board  on  February  19,  1935,  shall  be  com¬ 
plied  with  in  all  other  respects. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
65-36- A. 

APPLICANT — Henry  Alexander  for  The  Lodging  House 
Keepers  Association  of  New  York,  Inc.,  owner  of 
premises  affected :  Vincent  Falcone. 

SUBJECT — Appeal  from  a  decision  of  the  Board  of 
Buildings. 


PREMISES  AFFECTED— 350-352  Third  avenue,  west 
side,  26  ft.  8  in.  south  of  East  26th  street  (Block 
No.  881,  Lot  Nos.  45  and  46),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  George  S.  Lake,  Henry  Alexan¬ 
der  and  Max  Siegel. 

For  Opposition:  Sidney  M.  Gottesman  and  John 
Burke. 

For  Administration:  Assistant  Engineer  Becker, 
Department  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  May  19,  1936,  at  2 
p.m.,  to  submit  briefs  and  for  determination  by 
the  board. 


71-36-A. 

APPLICANT — New  York  Water  Service  Corporation, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 3402-3424  Foster  avenue, 
south  side,  540  ft.  west  of  East  37th  street  (Block 
No.  4982A),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1936,  at  2 
p.m.,  on  written  request. 


83-36-A. 

APPLICANT — Uncle  Sam  Chemical  Co.,  Inc.  (lessee), 
for  New  York  State  Mortgage  Commission, 
owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — 329  East  29th  street,  north 
side,  200  ft.  west  of  First  avenue,  4th  floor  (Block 
No.  935,  Lot  No.  19),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Leo  Korniches,  Erwin  Rebafka 
and  Martin  I.  Goldstone. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(83-36-A) 

Whereas,  Uncle  Sam  Chemical  Co.,  Inc.,  lessee  filed  on 
March  27,  1936,  an  appeal  from  an  order  and  decisions  of 
the  fire  commissioner,  affecting  premises  No.  329  East 
29th  street,  north  side,  200  ft.  west  of  First  avenue,  4th 
floor,  (Block  No.  935,  Lot  No.  19),  Borough  of  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  19,  1935,  No.  8004-LC,  reads  as  follows: 

“With  reference  to  your  application  dated  July  10th, 
1935  for  a  permit  to  manufacture  combustible  mixture 
at  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit  for  the  reason 
that:  Section  131-2F.  Ch.  10  (Sec.  141-1  Ch.  10),  Code 
of  Ordinances  prohibits  the  issuance  of  such  permit  in 
any  building  where  dry  goods  or  other  materials  of  a 
highly  inflammable  nature  are  manufactured,  stored  or 
sold.  (Celluloid  Occupancy,  10th  floor). 

You  Are  Therefore,  Hereby  Ordered  To 
1.  Discontinue  the  manufacture  of  a  combustible  mix¬ 
ture  on  these  premises  in  violation  of  the  provisions 
of  the  Code  of  Ordinances.” 

and 
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Whereas,  the  decision  of  the  fire  commissioner,  dated 
January  IS,  1936,  reads  as  follows : 

“Replying  to  your  favor  of  December  24,  1935,  we 
are  quoting  below  order  numbered  8004-LC,  served 
against  you  on  November  19,  1935,  so  that  you  may 
take  this  letter  to  the  Board  of  Standards  and  Appeals, 
as  the  Fire  Department  no  longer  rescinds  an  order 
and  re-issues  it  so  that  it  may  be  taken  before  that 
board : 

“With  reference  to  your  application  dated  July  10th, 
1935  for  a  permit  to  manufacture  combustible  mixture 
at  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit  for  the  reason 
that:  Section  131-2F  Ch.  10  (Sec.  141-1  Ch.  10),  Code 
of  Ordinances  prohibits  the  issuance  of  such  permit  in 
any  building  where  dry  goods  or  other  materials  of  a 
highly  inflammable  nature  are  manufactured,  stored  or 
sold.  (Celluloid  occupancy,  10th  floor). 

You  Are  Therefore,  Hereby  Ordered  To 
1.  Discontinue  the  manufacture  of  a  combustible  mix¬ 
ture  on  these  premises  in  violation  of  the  provisions 
of  the  Code  of  Ordinances.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
March  27,  1936,  reads : 

“Replying  to  your  favor  of  March  16,  1936,  we  are 
quoting  below  order  numbered  8004-LC,  served 
against  you  on  November  19,  1935,  so  that  you  may 
take  this  letter  to  the  Board  of  Standards  and  Appeals, 
as  the  Fire  Department  no  longer  rescinds  an  order 
and  re-issues  it  so  that  it  may  be  taken  before  that 
board : 

“With  reference  to  your  application  dated  July  10th, 
1935,  for  a  permit  to  manufacture  combustible  mixture 
at  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit  for  the  reason 
that:  Section  131-2F,  Ch.  10  (Sec.  141-1  Ch.  10),  Code 
of  Ordinances  prohibits  the  issuance  of  such  permit  in 
any  building  where  dry  goods  or  other  materials  of  a 
highly  inflammable  nature  are  manufactured,  stored  or 
sold,  (Celluloid  occupancy,  10th  floor.) 

You  Are  Therefore,  Hereby  Ordered  To 
1.  Discontinue  the  manufacture  of  a  combustible  mix¬ 
ture  on  these  premises  in  violation  of  the  provisions 
of  the  Code  of  Ordinances.” 

and 

Whereas,  the  applicant  was  prosecuted  for  a  violation  of 
Chapter  10,  Section  140  of  the  Code  of  Ordinances  by  the 
Fire  Department,  found  guilty  and  sentence  suspended  in 
Municipal  Term,  Magistrates’  Court,  Borough  of  Manhat¬ 
tan,  on  January  6,  1936;  and 
Whereas,  the  building,  erected  in  1910  in  an  unrestricted 
use.  district,  is  10  stories,  142  ft.  in  height,  101.3  ft.  by  99.8 
ft.  in  depth  on  the  1st  floor  and  101.3  ft.  in  the  front  and 
84.6  ft.  in  depth  above,  of  fireproof  construction,  equipped 
with  a  standpipe  and  sprinkler  system ;  OCCUPIED :  Base¬ 
ment  and  1st. floor — store — 15  persons;  2nd  floor — furniture 
storage,  repairs  and  refinishing — 3  persons ;  3rd  floor — stor¬ 
age  of  paper— 8  persons;  4th  floor— storage  and  manufac¬ 
turing  of  cleaning  supplies — 8  persons;  5th  floor — manufac¬ 
turing  of  novelties  and  storage— 6  persons;  6th  floor — 
manufacturing  of  picture  frames— 18  persons;  7th  floor- 
manufacturing  of  paper  envelopes— 30  persons;  8th  floor 
—storage  of  paper  stock— 2  persons;  9th  floor— storage  of 
paper  stock — i  person;  10th  floor — manufacturing  of  win¬ 
dow  displays,  lacquer  spraying,  manufacturing  of  corset 
steels  (acetate  used — not  celluloid)  ;  and 
Whereas,  it  is  proposed  to  maintain  on  the  4th  floor  the 
following  combustible  materials : 

2 — 55  gallon  drums  of  kerosene 
1 — 55  gallon  drum  of  turpentine 
1 — 55  gallon  drum  of  varnolene 
1 — 55  gallon  drum  of  zenzol 

to  be  used  in  the  manufacture  of  cleaning  compounds;  and 
Whereas,  the  applicant  contends  that  a  fireproof  room, 
constructed  of  3-inch  cement  walls,  equipped  with  three 


sprinkler  heads  and  vapor-proof  lamp  with  switch  outside 
of  room  is  provided  for  the  storage  of  combustible  mate¬ 
rials  necessary  in  the  manufacture  of  its  products ;  that  it 
has  been  manufacturing  cleaning  supplies  for  15  years  and 
has  not  had  any  violations  or  difficulty  with  the  Fire  De¬ 
partment  relative  to  securing  permits  at  any  time;  that  the 
applicant  went  to  considerable  expense  in  installing  metal 
and  glass  partitions  and  metal  storage  shelves  at  the  sug¬ 
gestion  of  the  Board  of  Fire  Underwriters;  that  it  would 
be  impossible  to  continue  the  manufacture  of  its  products 
without  the  use  of  the  materials  applied  for;  that  Order 
No.  8004-LC  refused  the  issuance  of  a  permit  because  of 
celluloid  occupancy  of  the  10th  floor;  and 

Whereas,  the  report  of  the  representative  of  the  Bureau 
of  Combustibles  indicated  that  the  occupancy  of  the  tenth 
floor  which  caused  the  issuance  of  the  order  against  the 
fourth  floor  was  not  hazardous  because  of  the  limited  use 
of  cellulose  product;  and 

Whereas,  it  was  also  stated  by  the  representative  of  the 
managing  agents  of  the  building  that  this  occupancy  of  the 
tenth  floor  will  terminate  on  July  1,  1936. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
8004-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  storage  and  use 
on  the  fourth  floor  of  this  building  of  the  following: 

2 — 55  gallon  drums  of  kerosene 
1 — 55  gallon  drum  of  turpentine 
1 — 55  gallon  drum  of  varnolene 
1 —  5  gallon  safety  can  of  benzol 
20  barrels  of  napthalene 
50  barrels  of  paradichlorobenzine 
1 — 55  gallon  drum  of  alcohol 

on  condition  that  the  combustible  liquid  materials,  except 
as  ma\  be  actually  required  for  use  on  work  in  process, 
shall  be  stored  in  the  fireproof  enclosed  room  toward  the 
westerly  wall  of  the  building,  as  indicated  on  plans  filed 
with  this  appeal,  and  that  no  open  flame  maintained  on  the 
premises  shall  be  within  an  enclosed  space  surrounded  by 
fireproof  partitions  and  with  two  exit  doors  therefrom  this 
space  to  be  vented  to  the  outer  air ;  that  this  modification 
shall  continue  only  so  long  as  conditions  are  complied  with 
and  as  long  as  this  particular  occupancy  continues;  that 
other  than  as  modified  herein,  all  laws  and  regulations 
applicable  to  this  building  and  occupancy  on  this  floor  shall 
be  complied  with  and  the  sprinkler  system  and  standpipe 
system  shall  be  maintained  in  accordance  with  the  rules  of 
the  Board  of  Standards  and  Appeals;  and  that  the  person 
in  charge  of  the  storage  of  combustibles  shall  obtain  and 
hold  a  certificate  of  fitness  from  the  Fire  Department. 


103-36-S. 


VARIATIONS  OF  LABOR  LAW 


APPLICANT — Henry  V.  D.  Black,  owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  a  de- 
nnr»T^l?n  the  commissioner  of  buildings. 
PREMISES  AFFECTED — 200-204  William  street  and 
18-24  Frankfort  street,  northeast  corner  (Block 

APPEARANCES-'  N°'  B°r°Ugh  °£  Ma"hattan- 

For  Applicant:  Henry  V.  D.  Black,  Alfred  B. 
Rode  and  James  Lynn. 

For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  May  19,  1936,  at  2 
p.m.,  for  inspection  by  a  committee  of  the  board. 


Side  Leather  Belting  Company, 


36-36-S. 

APPLICANT— North 

Inc.,  owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  a  de¬ 
cision  of  the  commissioner  of  buildings 
PREMISES  AFFECTED — 248  Lorimer  street,'  east  side 

t5  ft'T  1  i1?'  "orth  of  Broadway  (Block  No.  3086,’ 
Lot  No.  2),  Borough  of  Brooklyn. 
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APPEARANCES— 

For  Applicant :  Jacob  W.  Mass. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(36-36-S) 

Whereas,  North  Side  Leather  Belting  Company,  Inc., 
owner,  filed  on  February  19,  1936,  an  application  for  a 
variation  of  Section  270  of  the  Labor  Law,  so  as  to  be 
relieved  from  the  requirements  of  a  decision  of  the  com¬ 
missioner  of  buildings,  Borough  of  Brooklyn,  affecting 
premises  248  Lorimer  street,  east  side,  65  ft.  1  in.  north  of 
Broadway  (Block  No.  3086,  Lot  No.  2),  Borough  of 

Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
Alteration  Application  No.  16149-1935,  dated  December  24, 
1935,  reads  as  follows : 

“1.  As  this  is  a  new  building,  erected  in  1930,  all 
provisions  of  Sec.  270  of  the  Labor  Law  will  have  to 
be  complied  with  for  proposed  occupancy  of  manufac¬ 
turing  with  25  employees  on  the  2nd  floor. 

“2.  Provide  two  fireproof  enclosed  stairways  re¬ 

mote  from  each  other  constructed  as  per  Sec.  270,  of 
the  Labor  Law.” 

and 

Whereas,  the  applicant  was  prosecuted  by  the  Building 
Department  for  a  violation  of  Section  719,  Subdivision  B 
of  the  Greater  New  York  Charter  in  that  it  occupied  the 
premises  herein  involved  without  a  certificate  of  occu¬ 
pancy  and  sentence  was  suspended  in  Municipal  Term  of 
the  City  Magistrates  Court  of  the  Borough  of  Brooklyn, 
on  January  21,  1936;  and 

Whereas,  Certificate  of  Occupancy  No.  60645  was  issued 
on  June  5,  1930,  for  the  following  uses :  Cellar — boiler 
room,  1  person;  1st  story — store  and  storage,  5  persons; 
2nd  story — light  manufacturing,  5  persons;  both  the  1st 
and  2nd  story  were  approved  for  a  load  of  120  pounds  per 
superficial  foot;,  and 

Whereas,  this  building  was  erected  in  1930,  is  of  non- 
fireproof  construction,  2  stories,  21  ft.  in  height,  25  ft. 
front  by  64  ft.  in  depth  at  the  first  story  and  25  ft.  by  58 
ft.  6 Yi.  in.  at  2nd  story;  OCCUPIED,  cellar,  boiler  room, 
1  person;  1st  story,  store  and  office,  5  persons;  2nd  story, 
manufacturing  of  ladies  underwear,  25  persons,  female; 
EQUIPPED  with  one  interior  stairway,  3  ft.  8  in.,  ex¬ 
tending  from  the  1st  story  to  the  2nd  story  and  thence  by 
iron  ladder  to  a  2  ft.  by  3  ft.  scuttle  in  the  roof,  enclosed 
with  wire  lath  and  Portland  cement  plaster  on  both  sides 
of  wood  studs ;  there  is  no  safe  egress  from  the  roof ; 
at  the  rear  of  the  building  on  the  2nd  story  there  is  a  fire¬ 
proof  door,  opening  to  the  roof  of  the  one  story  exten¬ 
sion.  A  vertical  goose-neck  ladder  attached  to  the  south¬ 
erly  wall  of  the  building  in  question  leads  to  the  yard  of 
adjacent  premises  to  the  south  where  exit  can  be  had 
through  the  building  adjoining  on  the  south  to  Lorimer 
street,  permission  for  which  exit  has  been  filed  as  part  of 
this  appeal ;  provision  is  also  made  for  exit  across  the 
roof  of  the  one  story  building  located  at  9  Siegel  street, 
permission  for  the  use  of  which  has  been  filed  with  the 
board;  and 

Whereas,  the  applicant  contends  that  the  business  con¬ 
ducted  on  the  2nd  floor  is  a  seasonable  one  and  that  during 
certain  portions  of  the  year,  business  is  slow  and  no  manu¬ 
facturing  is  done  on  this  story;  that  the  entire  depth  of 
the  2nd  story  is  only  58  ft.  6J4  in.  and  it  is  willing  to  com¬ 
ply  with  any  recommendations  that  will  further  the  safety 
of  the  occupants  provided  it  is  physically  possible  to  com¬ 
ply  with  these  recommendations  without  taking  too  much 
space  for  the  floor  area;  and 


Whereas,  this  building  is  not  constructed  in  compliance 
with  the  provisions  of  the  Labor  Law  and  was  approved 
by  the  superintendent  of  buildings  for  an  occupancy  of 
less  than  six  persons  engaged  in  factory  work  which  under 
Section  2,  Subdivision  9  of  the  Labor  Law  is  permitted 
without  complying  with  the  structural  requirements  there¬ 
of  ;  and 

Whereas,  in  the  opinion  of  the  board  the  occupancy  of 
twenty-five  persons  on  the  2nd  floor  engaged  in  work  for 
a  factory  manufacturing  inflammable  products  constitutes 
a  hazard  and  requires  compliance  with  the  provisions  of 
the  Labor  Law. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


87-36-S. 

APPLICANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Abraham  Cassatly,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of  build¬ 
ings.  . 

PREMISES  AFFECTED — 151-155  Atlantic  avenue,  north 
side,  141  ft.  6  in.  west  of  Clinton  street  (Block 
No.  275,  Lot  Nos.  7  and  8),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Administration:  Assistant  Engineer  Benja- 
jamin  Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Application  withdrawn  to  com¬ 
ply. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION— 


(87-36-S) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  applicant,  on  behalf  of  Abraham  Cassatly,  owner,  filed 
on  April  4,  1936,  an  application  for  a  variation  of  the  re¬ 
quirements  of  Section  271  of  the  Labor  Law  as  contained 
in  an  order  of  the  Commissioner  of  Buildings,  Borough  of 
Brooklyn  and  a  decision  of  the  Chief  of  the  Division  of 
Fire  Prevention  of  the  Department  of  Buildings,  Borough 
of  Brooklyn,  affecting  premises  151-5  Atlantic  avenue, 
north  side,  141  ft.  6  in.  west  of  Clinton  street,  (Block  No. 
275,  Lot  Nos.  7  and  8),  Borough  of  Brooklyn,  and 

Whereas,  the  order  of  the  Commissioner  of  Buildings, 
dated  January  6,  1936,  No.  8525-LD,  reads  as  follows: 

“1.  Extend  the  interior  stairway  from  4th  story  to 
roof.  Section  271  of  the  Labor  Law.” 

and 

Whereas,  the  decision  of  the  Chief  of  the  Division  of 
Fire  Prevention,  Department  of  Buildings,  dated  April  3, 
1936,  reads  as  follows : 

“Replying  to  your  letter  of  even  date  requesting  the 
rescindment  of  Order  No.  8525-LD  and  the  reissuance 
of  same  for  the  purpose  of  filing  an  appeal  for  the 
reason  that  the  20  day  limit  has  expired.” 

You  are  advised  that  your  request  is  denied. 

However,  you  may  appeal  from  this  letter  in  con¬ 
nection  with  the  above  order.” 

and 

Whereas,  the  building  erected  prior  to  1913,  of  nonfire- 
proof  construction,  4  stories  48  ft.  10  in.  in  height,  55  ft. 
front  by  80  ft.  in  depth  on  the  first  story  and  55  ft.  by  65 
ft.  above ;  OCCUPIED  :  Cellar, — Boiler  room,  storage, — 
no  persons ;  1st  story,  stores — 7  persons ;  2nd  story,  manu¬ 
facturing  of  dresses — 70  persons ;  3rd  story,  manufacturing 
of  medicine  cabinets — 10  persons;  4th  story,  manufacture 
of  dresses  and  printing — 22  persons ;  equipped  with  one 
interior  wood  stairs,  3  ft.  10  in.  in  width,  enclosed  in  brick, 
wire  lath  and  cement  plaster  and  plaster  boards  and  metal, 
with  fireproof  doors  at  openings,  extending  from  the  street 
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to  fourth  story  and  thence  to  the  roof  by  means  of  a  ladder 
to  a  scuttle;  there  is  a  party  fire-escape  with  fireproof  win¬ 
dows  along  the  course  thereof,  on  the  front  of  the  building, 
extending  from  the  top  story  to  the  1st  story  with  coun¬ 
terbalanced  stairs  to  street;  a  gooseneck  ladder  extends 
from  the  stop  story  to  roof ;  and 

Whereas,  the  applicant  contends  that  the  variation  in 
question  is  based  on  the  fact  that  the  roof  of  the  premises 
adjoining  to  the  west  is  not  more  than  8  ft.  below  the  roof 
of  the  premises  in  question;  that  that  portion  of  the  roof 
of  the  premises  adjoining  to  the  west  which  is  not  more 
than  8  ft.  below  the  roof  of  the  premises  in  question  is  at 
the  extreme  front.  If  the  interior  stairway  were  to  be 
continued  to  the  roof  it  would  be  at  the  rear  where  the 
roof  of  the  building  adjoining  to  the  west  does  not  exist. 
The  only  egress  from  the  roof  of  the  building  in  question 
is  by  proceeding  up  its  sloping  roof  and  down  to  the  front 
to  gain  access  to  that  portion  of  the  adjoining  roof,  which 
is  not  more  than  8  ft.  lowTer,  thence  to  a  scuttle  which  is 
kept  locked  on  the  inside,  or  to  proceed  further  to  the 
west  to  the  next  adjoining  building  which  is  far  lower 
and  consequently  offers  no  egress ;  that  there  is  no  necess¬ 
ity  for  egress  through  the  roof  of  the  premises  in  question 
as  egress  can  be  had  from  the  rear  of  the  building  through 
openings  in  the  dividing  brick  wall  thence  to  the  party  fire- 
escape  at  the  front  of  the  building;  that  the  relative  heights 
of  adjoining  buildings  are  as  follows:  to  the  East,  one  and 
one-half  stories  lower;  to  the  west  5  ft.  6  in.  and  10  ft. 
3  in.  lower;  and 

Whereas,  this  building  was  inspected  by  a  committee  of 
the  board  and  the  committee  recommended  that  the  appli¬ 
cant  withdraw  this  application  and  file  plans  with  the  com¬ 
missioner  of  buildings  for  the  proposed  use  of  the  building 
as  a  factory. 

Resolved,  that  the  application  be  'and  it  hereby  is  with¬ 
drawn  to  comply. 


122-36-S. 

APPLICANT — Irving  Trust  Company  and  Jesse  Wolf, 
Trustees  of  Garment  Center  Capitol,  Inc.,  owner. 

SUBJECT — Application  for  acceptance — re  Variation  of 
the  labor  law  as  cited  in  an  order  and  a  decision 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 500-506  Seventh  avenue,  214- 
216  West  38th  street  and  201-219  West  37th  street 
(Block  No.  787,  Lot  No.  40),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Bernard  Levine. 

For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Application  accepted  and  granted 
on  condition. 

THE  VOTE  TO  ACCEPT  APPLICATION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT  ON  CONDITION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(122-36-S) 


Whereas,  the  Irving  Trust  Company  and  Jesse  Wolf, 
Trustees  of  the  Garment  Center  Capitol,  Inc.,  owner,  filed 
April  8,  1936,  an  application  with  the  Board  of  Standards 
and  Appeals  for  a  variation  in  the  requirements  of  the 
Labor  Law  as  cited  in  order  and  decision  of  the  commis¬ 
sioner  of  buildings  affecting  premises  500-506  Seventh  ave¬ 
nue,  214-216  West  38th  street  and  201-219  West  37th  street 
(Block  No.  787,  Lot  No.  40),  Borough  of  Manhattan;  and 
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,,.^H.ErEEAS>  order  of  the  commissioner  of  buildings 
Viol.  No.  17005-LD,  dated  October  22,  1934,  reads: 

1.  Replace  all  glass  partitions  between  passage¬ 
ways  and  stairs  on  first  story  with  fireproof  material 
as  per  Section  270  of  the  Labor  Law” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  March  17,  1936,  reads:  &  ’ 

“In  reply  to  your  communication  of  the  26th  ultimo 
you  are  advised  that  inasmuch  as  the  violation  has' 
been  issued  under  the  mandatory  provisions  of  the 
Labor  Law,  your  request  for  modification  must  be 
denied. 

and 

7/1  oV ?*ER?ASo*7tJier  bu.ilding  is  fireproof,  17  stories  in  height, 
7?-°  ft-  *?y  27b  ft.  in  area,  erected  in  January,  1922,  occu¬ 
pied:  Cellar— storage ;  1st  story— barber  shop;  2nd  to  17th 
stones— manufacturing  with  a  total  of  1,400  persons  in 

nTHTTriT^rTT^’  °-r,  persons  above  the  first  story; 

EQUIPPED  with  five  (5)  interior  stairways  extending 
from  1st  story  to  the  roof  and  with  a  sprinkler  system- 
and  ’ 

Whereas,  the  applicant  contends  that  the  glass  in  the 
partitions  referred  to  in  the  violation  is  located  at  two 
points  the  section  of  the  wall  facing  the  passenger  cars 
in  the  West  38th  street  section,  and  the  two  enclosing 
walls  of  the  barber  shop  at  the  junction  between  the  West 
37th  and  West  38th  street  section;  that  the  dimensions  of 
the  glass  are  respectively :  67  x  74  in. ;  13  x  86  in. ;  12  x  36 
lPy  >  25  x  67  in.  in  the  West  38th  street  section ;  and 

16  x  40  in.,  and  14  x  15  in.  in  the  West  37th  street  section: 
and  contends,  further,  that  the  removing  of  the  glass  from 
the  two  locations  would  result  in  the  drop  of  rental  value 
of  the  store  and  in  the  rental  value  of  the  barber  shop. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  Labor 
Law  and  that  the  application  be  and  it  hereby  is  granted 
modifying  the  order  of  the  commissioner  of  buildings 
(JNo.  17005-LD)  to  permit  the  space  marked  “b”  on  the 
street  floor,  as  shown  on  plans  marked  “Received  May  1, 
1936  ,  to  be  occupied  as  a  barber  shop,  on  condition  that 
the  enclosure  walls  thereto  shall  be  constructed  of  incom¬ 
bustible  material  as  indicated  and  that  the  floor  width  of 
adjacent  hallways  shall  not  be  reduced  beyond  the  width 
shown ;  that  the  entrance  from  the  West  38th  street  lobby 
to  the  adjoining  store  may  be  permitted,  on  condition  that 
the  entrance  door  thereto  shall  be  fireproof,  self-closing 
and  glazed  with  wire  glass  and  that  the  show  windows 
shall  be  backed  up  with  masonry  construction,  consisting 
of  terra  cotta  blocks  not  less  than  4  in.  in  thickness ;  that 
within  each  show  window  a  sprinkler  head  shall  be  in¬ 
stalled;  that  other  than  as  modified  herein  all  other  re¬ 
quirements  of  the  Labor  Law  and  all  other  regulations 
applicable  thereto  shall  be  complied  with  and  that  a  sprink¬ 
ler  system  and  a  standpipe  system  shall  be  maintained  in 
accordance  with  the  rules  of  the  Board  of  Standards  and 
Appeals. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

354-35-SA. 

APPLICANT— Century  Engineering  Corp.,  owner. 

SUBJECT  Diesel  Oil  Burner — application  for  reopening 
— amendment  of  resolution. 

APPEARANCES— 

For  Applicant:  George  Kelley. 

ACTION  OF  BOARD — Application  reopened  and  set  for 
hearing  May  12,  1936,  at  2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  '  n 

Absent . 5 
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1 17-34- SA. 

APPLICANT— General  Oil  Heating  Corp.,  owner. 

SUBJECT— Carter  Oil  Burner— Models  4X  and  5X— 
application  for  reopening — amendment  of  resolu- 
•  tion. 

APPEARANCES— 

For  Applicant :  Wm.  D.  Drook. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(117-34-SA) 


Whereas,  General  Oil  Heating  Corp.,  owner,  filed  May 
1,  1934,  an  application,  with  the  Board  of  Standards  and 
Appeals,  for  approval  of  the  device  known  as  the  Carter 
Oil  Burner,  Models  4X  and  5X ;  and 
Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  was  substantially  as  follows: 

The  burner  consists  of  the  following  parts :  An  Ohio 
motor,  l/%  H.P. ;  Torrington  Fan;  Tuthill  Pump;  Gen¬ 
uine  Detroit  Lubricator  regulating  and  cut  off  valve 
and  strainer,  and  a  Nitrol  nozzle. 

Ignition — Electric.  Webster  transformer  110 — 10,000 
volts.  The  Electrodes  were  inspected  and  tested.  Un¬ 
der  operating  conditions  the  spark  was  found  to  be  of 
proper  intensity  and  length. 

Controls — A  Mercoid  Pyratherm  and  a  Time-O-Stat, 
manufactured  by  the  Minneapolis  Honeywell  Company. 

With  the  oil  shut  off  and  a  hot  combustion  chamber, 
the  burner  was  operated  and  the  controls  shut  down 
the  burner  in  63  seconds.  Same  test  was  repeated  with 
a  cold  combustion  chamber,  and  the  controls  operated 
and  shut  it  down  in  93  seconds.  Oil  used  in  this 
burner  No.  1  and  2.  The  oil  supply  was  then  turned  on 
and  the  burner  put  into  normal  operation.  During  the 
period  of  test  there  were  no  puff  backs  or  fluctuation 
in  the  flame.  Flame  was  free  of  soot  and  smoke.  Ex¬ 
amination  of  the  combustion  chamber  showed  no  undue 
deposits  of  carbon. 

The  Model  5X  burner  is  of  similar  construction,  ex¬ 
cept  that  a  larger  motor  and  fan  are  used,  thus  increas¬ 
ing  the  capacity  of  the  burner.  Up  to  the  present  time, 
the  Underwriters’  Laboratory  has  not  yet  issued  a  re¬ 
port  on  this  burner. 

As  a  result  of  these  tests,  it  is  recommended  that  the 
Carter  Oil  Burner  Models  4X  and  5X  be  approved  for 
domestic,  industrial  and  commercial  use  when  installed 
in  accordance  with  the  Oil  Burner  Rules  adopted  by 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  this  burner  was  approved  by  the  board  Sept. 
18,  1934,  and  applicant  requested  permission  to  market  this 
burner  as  the  Central  Oil  Burner,  Models  4X  and  5X. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  Carter  Oil  Burner,  Models  4X  and  5X 
for  use  in  commercial,  domestic  and  industrial  installations, 
when  used  with  No.  3  fuel  oil  and  when  installed  in  ac¬ 
cordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals. 


Resolved,  further,  that  this  burner  may  also  be  marketed 
under  the  name  Central  Oil  Burner,  Models  4X  and  5X, 
on  condition  that  under  whichever  name  marketed,  each 
burner  shall  bear  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  117-34-SA. 


56-36-SA. 

APPLICANT — C.  V.  Henry,  for  York  Oil  Burner  Co., 
Inc.,  owner. 

SUBJECT — York  Horizontal  Rotary  Oil  Burner  (Type 
AP),  approval  of. 

APPEARANCES— 

For  Applicant  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(56-36-SA) 

Whereas,  C.  V.  Henry,  for  the  York  Oil  Burner  Co., 
Inc.,  owner,  filed  March  16,  1936,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  the  de¬ 
vice  known  as  the  York  Horizontal  Rotary  Oil  Burner 
(Type  AP)  ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows : 

The  device  is  of  the  centrifugal  atomizing  type  and 
operates  through  suction  feed  from  supply  tank  to 
burner.  The  oil  is  fed  through  the  hollow  burner 
shaft  into  the  internal  surface  of  the  atomizing  cup 
which  is  attached  to  the  burner  shaft  and  revolves  at 
approximately  3450  R.P.M.  The  oil  is  thrown  from 
the  periphery  _  of  the  cup  in  a  partially  atomized 
state  and  is  mixed  with  air  supplied  by  a  fan  located 
directly  behind  the  atomizing  cup.  Quantity  of  air 
supplied  is  regulated  by  a  shutter  located  in  fan  hous¬ 
ing. 

The  device  is  made  in  three  sizes,  A,  B  and  C. 

The  motor  is  an  Ohio  J4  h.p.  110  or  220  volt,  60 
cycle,  single  phase  capacitor  motor  known  as  type  61220 
or  a  3  phase  inductor  type  motor  rated  at  110  and  220 
volt  A.C.  60  cycles  at  approximately  3450  R.P.M. 

The  capacitor  units  used  with  the  110  and  220  volt 
capacitor  motors  on  the  size  A  burner  are  known  as 
WI  1428  and  WI  1538. 

The  size  B  burner  incorporate  a  34  h.p.  motor  and 

the  size  C,  a  1  h.p.  motor. 

A  listed  Cuno  type  G.  strainer. 

The  safety  controls  consist  of  a  combustion  thermo¬ 
stat  located  in  stack  of  the  heating  plant  and  operates 
in  conjunction  with  a  relay  switch.  At  the  test  there 
were  no  flarebacks.  A  laboratory  test  was  made  of 
the  oil  used  with  these  burners  and  it  was  reported 
as  number  4. 

The  device  has  been  approved  by  the  Underwriters 
Laboratories,  File  M.P.  956. 

It  is  recommended  that  the  York  Horizontal  Rotary 
Oil  Burner  be  approved  for  use  in  domestic  and  com¬ 
mercial  installations  for  fuel  oil  not  heavier  than  No. 
4,  U.  S.  Dept,  of  Commerce  Standard,  when  installed 
in  accordance  with  the  fuel  oil  rules  and  with  this 
report. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  York  Horizontal 
Rotary  Oil  Burner  (Type  AP)  for  use  in  domestic  and 
commercial  installations  with  fuel  oil  not  heavier  than  No. 
4  U.  S.  Dept,  of  Commerce  Standards  when  installed  in 
accordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals,  on  condition  that  the  device  shall 
bear  a  label  permanently  affixed  thereto  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  56-36-SA. 


84-36-SA. 

APPLICANT— M.  Stuhler  &  Co.,  Inc.,  owner. 

SUBJECT — Stuhler  Oil  Burner,  Model  R,  approval  of. 
APPEARANCES— 

For  Applicant :  M.  Stuhler. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPRpVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(84-36-SA) 

Whereas,  M.  Stuhler  &  Co.,  Inc.,  owner,  filed  March  30, 
1936,  an  application  with  the  Board  of  Standards  and  Ap¬ 
pears  for  approval  of  the  device  known  as  the  Stuhler  Oil 
Burner,  Model  R;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report,  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows : 


This  burner  is  of  the  pressure  atomizing  (gun)  type 
and  consists  of  a  cast  iron  base,  on  which  is  mounted : 
A  Webster  Fuel  Oil  Pump  Unit 
A  Webster  Transformer,  Type  1M  55R 
Stuhler  Blower 

Leland  Motor,  Frame  21,  A.  D.  N.  %  H.P.  Type  K6, 
A  2  gal.  nozzle  (Preferred  Utilities),  80  degrees. 
The  controls  consist  of: 

Minneapolis  Honeywell  Thermostat  Type  T-lO-l. 

Series  10. 

Minneapolis  Pressuretrol  Type  1-104-2,  Series  10. 
Minneapolis  Protecto  relay  Type  R  117. 

At  the  test  there  were  no  flarebacks  and  no  undue 
carbon.  The  burner  operated  perfectly.  On  closing 
off  the  oil  the  burner  shut  down  in  90  seconds. 

It  is  recommended  that  the  Stuhler  Oil  Burner, 
Model  R  be  approved  for  domestic  and  commercial  in¬ 
stallations  with  fuel  oil  not  heaver  than  No.  3  U.  S. 
Standard  when  installed  in  accordance  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals 
and  with  the  above  report. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Stuhler  Oil  Burn¬ 
er,  Model  R,  for  use  in  domestic  and  commercial  installa¬ 
tions  with  fuel  oil  not  heavier  than  No.  3  U.  S.  Department 
of  Commerce  Standards  when  installed  in  accordance  witli 
the  Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  on  condition  that  the  device  shall  bear  a  label  per¬ 
manently  affixed  thereto  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  84-36-SA. 


Adjourned,  5:00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company .  81-20-SA 

Walworth  Company  .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28- S A 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29- S A 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 


Name 

Flagg  ... 
J.  H.  N. 
Newbury 
Preferred 


APPROVED  FUEL  OIL  FILL  PIPE  TERMINALS 


Calendar  No. 
345-35-SA 
292-35-SA 
223-35-SA 
213-35-SA 


Name 

Rhode  Island 
Seal-O-Strain 

Sealtite  . 

Simplex  .... 


Calendar  No. 

204-35-SA 

48-35-SA 

231-35-SA 

214-35-SA 


MULTIPLE  DWELLING  LAW  ON  HALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


There  is  now  on  display  in  one  of  the  rooms  in  this 
Board  a  set  of  seven  maps  of  the  City  of  New  York, 
covering  the  real  property  inventory  report,  prepared  by 


the  Mayor’s  Committee  on  City  Planning.  If  interested, 
these  maps  may  be  seen  any  week  day  and  up  to  12  o'clock 
on  Saturdays. 
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RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES  —  SPRINKLER  SYSTEMS  ADOPTED 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  NOVEMBER  9,  1927 


Note — In  reprinting  these  Rules,  no  changes  have  been 
made,  as  to  departmental  jurisdiction,  as  changed  by  the 
McCall  Bill  knotvn  as  Chapter  764  of  the  Laws  of  1933. 

General  Requirements.  The  rules  contained  herein 
cover  the  general  details  of  a  sprinkler  equipment  only. 
Before  an  equipment  is  installed  or  before  a  present 
equipment  is  remodeled,  involving  10  or  more  heads  on 
any  floor,  complete  working  plans  shall  be  submitted  for 
approval  to  the  Fire  Department,  with  such  specification 
forms  as  may  be  required  by  the  Fire  Commissioner, 
except  for  the  installation  of  the  connection  to  the  water 
main  service  pipe  and  meter  setting,  which  shall  be  ap¬ 
proved  by  the  Department  of  Water  Supply,  Gas  and 
Electricity. 

Plans.  These  plans  shall  be  drawn  to  an  indicated 
scale;  give  correct  address  and  points  of  compass;  show 
longitudinal  and  cross  sections  of  the  building  with  story 
heights,  and  the  essential  features  of  the  construction, 
viz.,  size,  location  and  direction  of  joists,  timbers  or 
other  structural  members.  They  shall  also  indicate  the 
location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers.  Plans  for  non-automatic  dry-pipe  systems 
shall  indicate  the  location  and  number  of  actuating  de¬ 
vices. 

Upon  approval  of  preliminary  plans  such  number  of 
sets  of  clean,  corrected  plans  on  cloth  as  the  Fire  Com¬ 
missioner  may  require,  not  exceeding  three  (3),  shall  be 
filed  for  final  approval  of  the  Fire  Commissioner.  A  cer¬ 
tified  copy  of  the  approved  plans  shall  be  forwarded  to 
the  Bureau  of  Buildings  by  the  Bureau  of  Fire  Preven¬ 
tion.  If  the  structure  is  equipped  with  a  standpipe  (fire 
line)  the  plans  shall  include  a  note  to  that  effect. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  application  shall  be  made  to  the  Bureau  of 
Fire  Prevention  for  test  and  acceptance  of  the  completed 
installation.  When  the  sprinkler  equipment  is  approved 
the  applicant  will  be  so  advised  in  writing  by  the  Bureau 
of  Fire  Prevention. 

Rule  I.  Definition  of  Automatic  Extinguisher  Systems. 

Automatic  extinguisher  systems  shall  consist  of  a  system 
of  piping  connected  to  one  or  more  acceptable  sources  of 
water  supply,  provided  with  distributing  devices  so  ar¬ 
ranged  and  located  as  to  discharge  and  diffuse  automati¬ 
cally  an  effective  stream  or  spray  over  the  interior  of  the 
building  area. 

Rule  2.  Classification  of  Sprinkler  Systems.  For  the 

purpose  of  these  rules,  sprinkler  systems  shall  be  classi¬ 
fied  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water: 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  compressed 
or  at  atmospheric  pressure,  and  the  water  supply  is  con¬ 
trolled  by  a  Dry  Pipe  Valve  as  defined  in  Rule  39  of 
these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry,  equipped  with  a 
Siamese  fire  department  connection. 

An  automatic  thermostatic  or  pneumatic  fire  alarm 
with  direct  connection  to  Central  Office  of  one  of  the 
operating  fire  alarm  companies  or  Fire  Department  Head¬ 
quarters  shall  be  provided  in  connection  with  all  non¬ 
automatic  sprinkler  systems. 

Rule  3.  Approved  Devices.  Automatic  sprinklers  and 

accessory  appliances  shall  include  all  devices  approved 
as  such  by  any  recognized  standard  research  laboratory 
on  the  endorsement  of  approval  by  resolution  of  the  Board 
of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 

supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  or  direct  connection  to  the  Public 
Water  System. 

(b)  Auxiliary  Sources  shall  include  the  Fire  Pump 

and  the  Fire  Department  Siamese  connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 

available  quantity  of  water  sufficient  to  supply  twenty- 
five  per  cent.  (25%)  of  the  number  of  sprinkler  heads  in 
the  average  protected  fire  area  for  twenty  (20)  minutes, 
but  not  less  than  5,000  gallons;  and  the  bottom  of  the 
tank  shall  have  an  elevation  of  not  less  than  twenty  (20) 
feet  above  the  higest  line  of  sprinklers  below  the  main 
roof.  Gravity  tank  or  tanks  shall  not  be  required  to  be 
elevated  above  the  highest  sprinklers  in  pent  house  hav¬ 
ing  an  area  less  than  2,500  sq.  ft.,  unless  such  pent  house 
contains  a  hazardous  occupancy,  or  is  used  for  the  stor¬ 
age  of  combustible  material.  Where  a  split  system  is 
installed  the  bottom  of  the  tank  or  tanks  need  not  be 
elevated  more  than  3  feet  above  the  main  roof  or  20  feet 
above  the  highest  sprinkler  fed  from  an  intermediate  tank. 

Where  a  tank  capacity  in  excess  of  25,000  gallons  is 
required  by  this  rule,  the  amount  of  water  in  excess  of 
25,000  gallons  shall  be  provided  in  separate  tanks  not 
grouped  together  except  when  tanks  of  unlimited  capaci¬ 
ties  are  supported  on  structures  altogether  independent 
of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of 
pipe  inside  tank  must  be  of  brass  or  copper  or  other  non- 
corrosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct 
service  main  connection,  provided  that  there  are  separate 
feed  mains  from  the  basement  or  lowest  story  and  a  con¬ 
trol  valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2) 
inches  in  diameter  for  tanks  up  to  30,000  gallons  capacity 
and  not  less  than  three  (3)  inches  in  diameter  for  larger 
tanks.  The  top  of  the  overflow  pipe  shall  be  three  (3) 
inches  below  the  top  of  the  staves  in  wooden  tanks  and 
one  (1)  inch  from  the  top  in  steel  tanks.  The  pipe  may 
extend  through  the  bottom  of  tank  provided  the  portion 
inside  tank  is  of  brass  or  copper  or  other  non-corrosive 
metal  and  without  joints  or  it  may  extend  through  side 
of  tank.  For  tanks  over  roofs  overflow  pipes  shall  termi¬ 
nate  not  more  than  twenty-four  (24)  inches  above  roof 
and  shall  be  fitted  with  a  90  degree  elbow.  At  each 
gravity  or  pressure  tank  there  shall  be  provided  a  4-inch 
emergency  drain,  and  for  gravity  tanks  in  excess  of  ten 
thousand  (10,000)  gallons  capacity  a  six-inch  (6")  emer¬ 
gency  drain  must  be  provided.  Such  drain  to  be  equipped 
with  an  O.  S.  and  Y.  gate  valve  arranged  to  discharge 
on  the  roof  of  building  not  more  than  twenty-four  inches 
(24")  above  roof  and  shall  be  fitted  with  a  90  degree 
elbow.  When  the  tank  or  tanks  are  on  a  separate  struc¬ 
ture  independent  of  buildings,  drain  connections  to  be 
arranged  to  discharge  at  ground  level. 

Rule  6.  Frost  Proofing.  The  discharge,  heating  or 
filling  pipes  where  exposed  to  the  weather  shall  be  pro¬ 
tected  from  freezing  in  the  following  manner: 
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1.  Pipes  painted  two  (2)  coats  of  red  lead  in  linseed 
oil  with  a  small  percentage  of  litharge  as  a  hardener. 

2.  One  wrapping  of  tar  paper  equivalent  to  Asphalt  Sat¬ 
urated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

3. (  Three  (3)  layers  of  standard  1"  high  grade  long 
cow’s  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builder’s  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

4.  One  (1)  covering  of  8  oz.  canvas,  painted  with  two 
(2)  coats  of  waterproofed  paint. 

Application. 

a.  All  wrappings  to  be  independently  applied  and  se¬ 
curely  fastened  in  place  with  heavy  jute  twine.  Circum¬ 
ferential  and  logitudinal  joints  to  have  at  least  a  2"  lap 
staggered  with  adjacent  layers  and  opposing  leakage  to  the 
hair  felt. 

b.  In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not  per¬ 
mit  of  individual  wrapping. 

c.  Where  a  heating  pipe  is  one  of  the  group,  the  wrap¬ 
ping  should  be  applied  so  that  the  hot  line  would  serve  all 
pipes  in  the  enclosure.  The  initial  wrapping  of  tar  paper 
around  each  water  pipe  should  be  applied  with  laps  down 
and  the  whole  group  wrapped  with  tar  paper  with  laps  up. 

If  due  to  the  position  of  the  hot  line  sufficient  air  space 
would  not  insulate  the  hair  felt,  then  protection  to  be  ef¬ 
fected  by  suitable  separators,  or  a  wrapping  of  asbestos 
paper  instead  of  the  tar  paper  around  the  group. 

d.  On  vertical  pipes  particular  provision  to  be  made  to 
prevent  slipping  and  tearing  of  insulation  due  to  its  weight. 

e.  To  preyent  slipping  away  of  insulation  at  point  of 
entrance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  bottom  of  the  tank  overlapping  inside  and  out¬ 
side  the  insulation  of  the  group  for  a  distance  of  18"  below 
the  tank.  This  duck  to  be  well  coated  with  paint.  Loose 
hair  felt  to  be  packed  about  connections  at  tank  bottom  to 
safeguard  against  settling. 

Rule  7.  Tank  Ladders  and  Supports.  Easy  access  to 
top  of  each  tank  shall  be  provided  by  means  of  a  steel  or 
wrought  iron  gooseneck  ladder  substantially  constructed  of 
flat  iron  side  bars  of  not  less  than  2"  x  YY' ,  or  angle  iron 
strings  not  less  than  134"  x  134"  x  $4",  spaced  not  less  than 
14"  apart,  with  rungs  round  or  square  not  less  than  Vs", 
spaced  not  more  than  12"  on  centres,  the  ladder  rigidly 
braced,  and  shall  not  tip  outward  from  the  vertical  at  any 
point,  and  when  ladders  exceed  20  feet  in  height  an  iron 
platform  not  less  than  14"  square,  rigidly  secured  to  strings 
of  ladder  and  properly  braced  shall  be  provided  near  top 
of  tank. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  is  located  on  a  structure  altogether 
independent  of  buildings  the  bottom  shall  not  be  less  than 
20  feet  above  the  highest  line  of  sprinklers  below  the  main 
roof  of  the  highest  building  in  a  grou  pof  buildings. 

Rule  8.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one-half  per  cent 
(Uy2%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  3,000  gallons  of  water  for  a  wet  pipe  system  where 
supplemented  by  an  auxiliary  water  supply,  and  not  less 
than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  6.000  gallons 
of  water.  The  tank  shall  be  kept  two-thirds  (2/3)  full  of 
water  under  a  pressure  of  seventy-five  (75)  pounds  per 
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square  inch,  and  shall  be  so  proportioned  and  located  that 
a  pressure  of  not  less  than  fifteen  (15)  pounds  per  square 
inch  will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof. 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  under  the  main  roof  supplied  by 
such  tank  or  tanks  and  shall  not  be  required  to  be  located 
above  the  highest  line  of  sprinklers  in  a  pent  house  having 
an  area  less  than  2,500  square  feet  unless  such  pent  house 
contains  a  hazardous  occupancy  or  is  used  for  the  storage 
of  combustible  materials.  Where  a  split  system  is  installed 
the  bottom  of  the  intermediate  tank  shall  be  located  above 
the  highest  line  of  sprinklers  fed  from  such  tanks. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  inches  in 
size.  The  water  supply  and  connections  shall  be  capable  of 
supplying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one  (1) 
pound  in  two  minutes  in  each  pressure  tank. 

Rule  9.  Public  Water  System.  Direct  connection  to  the 
city  water  supply  shall  be  capable  of  furnishing  water,  at 
not  less  than  fifteen  (15)  pounds  per  square  inch  static 
pressure  at  the  highest  line  of  sprinklers  below  the  main 
roof. 

(a)  Where  the  average  pressure  from  the  city  water 
supply  does  not  comply  with  this  rule  but  is  sufficient  to 
give  at  least  five  pounds  at  the  highest  line  of  sprinklers  as 
determined  by  test,  an  automatic,  electrically  driven  pump 
installed  for  the  purpose  of  boosting  or  increasing  the  city 
water  pressure  in  the  sprinkler  system  may  be  accepted 
under  the  following  conditions : 

Pump  to  be  a  single  stage,  centrifugal,  of  approved 
design,  to  be  of  not  less  than  500  gallons  per  minute  capac¬ 
ity  and  to  otherwise  comply  with  Rule  10. 

(b)  Pump  to  be  automatic,  arranged  to  maintain  25 
pounds  at  highest  line  of  sprinklers  at  rated  capacity  and 
to  be  under  the  supervision  and  directly  connected  to  the 
office  of  one  of  the  fire  alarm  companies  which  is  con¬ 
nected  to  Fire  Department  headquarters. 

(c)  The  acceptance  of  this  form  of  an  automatic  water 
supply  shall  be  limited  to  an  individual  building  not  ex¬ 
ceeding  80  feet  in  height,  requiring  not  more  than  100 
sprinklers  in  the  largest  fire  area. 

(d)  Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  connec¬ 
tion  shall  be  as  large  as  that  of  the  main  riser  and  not  less 
than  four  (4)  inches,  and  shall  have  a  post  indicator  manu¬ 
ally  operated  control  valve,  painted  green,  sealed  open  in 
an  approved  manner,  located  on  the  first  story  or  at  the 
sidewalk  level  near  point  of  main  entrance  to  building, 
and  be  provided  with  a  sign  secured  to  post  reading: 
sprinkler  control  to  city  main. 

(e)  House  service  water  supply  connection  may  be 
taken  from  the  sprinkler  water  supply  connection  to  the 
city  main  on  the  inlet  side  of  the  fire  meter,  not  exceed¬ 
ing  1^4  inches  in  diameter  for  a  4-inch  connection,  and 
2  inches  in  diameter  for  a  6-inch  or  larger  connection. 

(f)  A  certificate  establishing  the  fact  that  water  sup¬ 
ply  conditions  and  pressures  are  as  may  be  required  shall 
be  submitted  to  the  Fire  Department  from  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Rule  10.  Fire  Pump.  As  auxiliary  sources  of  water 
supply,  steam  or  electric  standard  fire  pumps  shall  re¬ 
ceive  water  supply  from  a  suction  tank,  a  direct  connec¬ 
tion  to  the  city  water  main  or  other  approved  source, 
capable  of  supplying  the  pump  at  its  rated  capacity  for 
sixty  (60)  minutes.  The  rated  capacity  of  the  pump  shall 


be  not  less  than  five  hundred  (500)  gallons  per  minute, 
and  shall  be  sufficient  to  supply  twenty-five  per  cent  (25%) 
of  the  number  of  sprinklers  in  the  average  protected  fire 
area. 


The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  en¬ 
closed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founda¬ 
tion  not  less  than  one  (1)  foot  in  height.  The  pump 
room  shall  be  readily  accessible  with  safe  egress  for  the 
attendant 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting  out 
of  any  one  boiler  without  interrupting  the  steam  supply 
to  the  pump  from  the  other  boilers.  The  boiler  room 
shall  be  cut  off  from  the  remainder  of  the  building  by 
fireproof  floor  and  wall  construction  with  approved  fire 
doors  at  all  openings. 


Electrical  energy  from  a  public  service  plant  shall  be 
acceptable  as  a  source  of  energy  for  driving  electric  fire 
pumps.  When  local  power  plants  supply  the  energy  for 
operating  electric  pumps,  two  motor  generator  units  shall 
be  provided,  or  one  generator  unit  supplemented  by  a 
public  service  break-down  switch.  Local  electric  power 
plants  shall  be  located  in  rooms  of  fireproof  construction 
with  approved  fire  doors  at  openings. 

Rule  11.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard  one- 
half  (34)  inch  sprinkler  heads  shall  be  assumed  to  have 
an  average  discharge  of  twenty  (20)  gallons  per  minute, 
and  the  discharge  of  larger  heads  shall  be  computed 
proportionately  in  the  ratio  of  the  areas  of  their  respec¬ 
tive  orifices. 


Rule  12.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or  a 
combination  of  both. 

In  a  non-fireproof  building  with  mill  or  non-fireproof 
floors  and  roof,  such  wall  shall  be  not  less  than  8  in.  in 
thickness  if  of  brick  or  stone,  and  not  less  than  6  in.  if  of 
reinforced  concrete,  and  extending  continuously  from  the 
lowest  story  to  be  at  least  3  ft.  above  the  roof  and  be 
coped. 

In  a  fireproof  building  such  wall  or  walls  shall  be  of 
fireproof  material  not  less  than  6  in.  in  thickness,  and 
shall  extend  from  the  fireproof  floor  to  ceiling,  or  un¬ 
derside  of  fireproof  roof. 

No  opening  shall  exceed  66  in.  in  width,  or  60  sq.  ft. 
in  area,  the  centre  of  every  opening  in  such  walls  shall 
be  at  least  40  ft.  from  the  centre  of  every  other  opening 
therein  at  the  same  level. 


All  openings  shall  be  provided  with  approved  auto¬ 
matic  fire  doors  on  each  side  of  openings. 

The  number  of  sprinklers  in  the  average  protected  fire 
area  shall  be  determined  by  the  number  of  sprinklered 
stories  in  such  section.  In  determining  the  required  capac¬ 
ity  of  water  supplies,  the  number  of  sprinklers  in  the 
average  protected  fire  area  need  not  include  those  located 
in  low  positions,  such  as  under  benches,  low  shelves, 
closets  and  platforms  and  between  cars  in  car  barns. 

Rule  13.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department  hose. 
Buildings  fronting  on  only  one  street  shall  be  provided 
with  at  least  two  Siamese  connections  when  the  street 
frontage  of  buildings  exceeds  two  hundred  (200)  feet. 


Where  buildings  have  frontages  on  more  than  one 
street  there  shall  be  a  fire  department  connection  on  each 
street  front  where  frontage  is  not  continuous  but  in  all 
cases  where  more  than  one  fire  department  connection 
is  required  they  shall  be  located  as  the  Fire  Commis¬ 
sioner  may  direct  and  shall  not  be  grouped.  The  Siam¬ 
ese  headers  shall  be  of  the  same  diameter  as  the  largest 
riser  or  cross  connection,  but  in  no  case  less  than  4 
inches  or  more  than  6  inches. 

All  Siamese  hose  connections  hereinafter  installed,  ex¬ 
cept  those  on  piers  or  warehouses  intended  for  fire  boat 
use,  shall  be  three  (3)  inches,  female  connection.  Siamese 
on  piers,  warehouses,  etc.,  intended  for  fireboat  use,  ex¬ 
cept  where  the  source  of  supply  is  from  a  direct  connec¬ 
tion  to  city  main,  shall  be  not  less  than  334-inch  female 
connections  with  standard  fire  department  threads. 

The  Siamese  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  three  (3)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment.  Each  inlet  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by  raised 
letters  at  least  one  (1)  inch  in  size,  cast  in  the  fitting  in 
a  clear  and  prominent  manner  and  reading  for  the  service 
designated,  viz. :  “Base,  Spkr.,”  etc.,  as  the  case  may  be. 
If  the  entire  building  is  sprinklered,  the  fitting  shall  be 
marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  build¬ 
ing  line  except  that  where  there  is  an  angle  formed  by 
the  street  wall  and  a  check  piece  or  the  base  of  a  column, 
pilaster  or  ornamental  projection,  they  may  be  so  located 
that  no  part  extends  more  than  fifteen  (15)  inches  from 
either  side  of  such  angle  in  accordance  with  the  pro¬ 
visions  of  the  Building  Code. 

In  each  fire  department  connection  there  shall  be  an 
approved  straightway  check  valve  installed  in  a  hori¬ 
zontal  position,  the  piping  shall  be  arranged  to  drain  be¬ 
tween  the  check  valve  and  the  outside  Siamese  coupling 
by  either  a  ball  drip  having  a  one-half  (34)  inch  pipe 
connection  and  one-half  (34)  inch  orifice  and  a  bronze 
ball  of  proper  size,  or  by  a  three-quarter  (24)  inch  drip 
connection  arranged  to  drain  to  a  sewer. 

All  sprinkler  Siamese  street  risers,  Siamese  wall  collars 
and  adjustable  Siamese  caps  shall  be  painted  green. 

Rule  14.  Sprinkler  Systems  Classified. 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources  or  the  automatic  super¬ 
vised  fire  pump  specified  in  rule  nine;  and 

(b)  Two  Source  Systems,  supplied  with  water  from  a 
combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that  re¬ 
quired  for  a  one  source  supply;  direct  connection  to  the 
city  water  supply  on  two  different  streets,  so  located  that 
the  closing  of  the  controlling  valve  on  one  main  will  not 
eliminate  the  main  on  the  other  street ;  or  a  direct  con¬ 
nection  to  the  city  water  supply  and  one  of  the  auxiliary 
sources  provided  the  water  supply  connection  is  at  least 
six  (6)  inches  in  size,  the  main  is  fed  both  ways  and  a 
two  (2)  inch  test  pipe  at  the  top  of  the  sprinkler  riser 
shows  a  flowing  pressure  of  fifteen  (15)  pounds  per 
square  inch  between  the  hours  of  six  a.m.  to  six  p.m. 

Rule  15.  Sprinkler  Spacing.  Sprinkler  heads  and  lines 

shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  (34)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 
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10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays ; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1*4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  inflammable  mo¬ 
tion  picture  films  shall  have  one  standard  one-half 
iC/4)  inch  head  for  each  62}4  cubic  feet  of  available 
storage  space,  or  one  (1)  inch  Conran*  head  for  each 
250  cubic  feet  of  available  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  less 
than  three  (3)  feet  wide  shall  be  treated  as  open  joist  con¬ 
struction  and  sprinkler  heads  and  lines  spaced  accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  centers, 
but  less  than  five  (5)  feet  on  centers,  will  require  special 
ruling  by  the  administrative  official  having  jurisdiction. 

Rule  16.  Joisted  Construction.  Under  open  finish 
joisted  construction  ceilings,  floor,  decks  and  roofs,  the 
sprinkler  lines  shall  be  run  at  right  angles  to  the  joists  and 
the  heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  halfway  between  heads  on  adjacent 
lines. 

a.  One-Half  Inch  Heads.  For  Standard  one-half  04) 
inch  heads  the  distance  between  lines  of  sprinklers  shall 
not  exceed  ten  (10)  feet,  and  the  distance  between  heads 
on  each  line  shall  not  exceed  eight  (8)  feet,  the  end  heads 
on  alternate  lines  being  spaced  not  more  than  two  (2) 
feet  from  wall  or  partition.  Permission  may  be  given  by 
the  administrative  official  having  jurisdiction  to  install  but 
one  line  of  sprinklers,  in  each  bay  where  girders  project 
below  the  underside  of  joists  and  divide  the  ceiling  into 
bays  ten  (10)  to  eleven  and  one-half  (11^4)  feet  wide 
from  center  to  center  of  girders,  and  the  heads  shall  then 
be  spaced  on  each  line  so  that  the  area  covered  by  a  single 
head  does  not  exceed  eighty  (80)  square  feet.  In  all  cases 
where  such  bays  are  over  eleven  and  one-half  (11*4)  feet 
wide,  two  or  more  lines  of  sprinklers  shall  be  installed  in 
each  bay  as  required  by  the  rules  for  spacing.  Where 
girders  and  joists  are  flush  at  the  bottom,  heads  shall  be 
spaced  according  to  the  general  rule. 

b.  One  Inch  Heads.  For  Conran*  one  (1)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty 
(20)  feet  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  sixteen  (16)  feet,  the  end  heads  on 
alternate  lines  being  spaced  not  more  than  four  (4)  feet 
from  wall  or  partition.  Where  girders  project  below  the 
underside  of  joists  and  divide  the  ceiling  into  bays  not  ex¬ 
ceeding  twenty  (20)  feet  in  width,  measured  from  center 
to  center  of  girders,  one  line  shall  be  placed  in  the  center 
of  each  bay.  In  bays  exceeding  twenty  (20)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty  (20)  feet. 

c.  One  and  One-Quarter  Inch  Heads.  For  Conran* 
one  and  one-quarter  (1 14)  inch  heads  the  distance  be¬ 
tween  adjacent  lines  shall  not  exceed  twenty-five  (25) 
feet  and  the  distance  between  the  head  on  each  line  shall 
not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  underside 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran  head 
of  the  type  tested  and  approved  by  the  Fire  Department,  or 
one  that  has  passed  similar  tests  by  the  Fire  Department. 


twenty-five  (25)  feet  in  width,  measured  from  center  to 
center  of  girders,  one  line  shall  be  placed  in  the  center  of 
each  bay.  In  bays  exceeding  twenty-five  (25)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay,  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty-five  (25)  feet. 

Rule  17.  Smooth  Finish,  Sheathed  or  Plastered  Ceilings. 

Under  smooth  finish,  sheathed  or  plastered  ceilings,  in  bays 
six  (6)  feet  wide  and  over  (measurements  to  be  taken 
from  center  to  center  of  timber,  girder  or  other  projection 
or  support  forming  the  bay),  sprinkler  heads  and  lines 
shall  be  spaced  as  follows : 

(a)  For  standard  one-half  (%)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1^4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Rule  18.  Fireproof  Construction.  The  rules  of  slow- 
burning  mill  construction  shall  apply  as  far  as  prac¬ 
ticable.  The  rule  may  be  modified,  however,  the  intent 
being  to  arrange  the  spacing  of  heads  to  protect  the 
contents  rather  than  the  ceilings;  but  in  no  case  shall  the 
distance  between  a  head  on  one  line  and  a  head  on  an 
adjacent  line  exceed  the  following: 

(a)  For  standard  one-half  (J4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  for  Conran  one  and  one-quarter  (1*4)  inch  heads, 
25  feet. 

Rule  19.  Distance  From  Walls.  The  distance  from  wall 
or  partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and  wall. 
Where  beams,  girders,  columns,  walls,  partitions  or  other 
obstructions  prevent  the  effective  discharge  of  water,  addi¬ 
tional  heads  shall  be  installed  to  effectively  sprinkle  the 
area. 

Rule  20.  Vertical  Shafts.  In  vertical  shafts  having  in¬ 
flammable  sides,  heads  shall  be  provided  within  the  shaft  in 
addition  to  the  head  or  heads  at  the  tops  of  shafts,  as  fol¬ 
lows  : 

(a)  One  standard  one-half  (:}4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 
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(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (134)  inch  head 
for  each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where 
practicable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Rule  21.  Pitched  Roofs.  Under  a  pitched  roof  sloping 
more  steeply  than  one  (1)  foot  in  three  (3)  feet,  heads 
shall  be  located  in  peak  of  roof,  and  those  on  either  side 
of  the  peak  shall  be  spaced  according  to  the  foregoing  re¬ 
quirements.  The  distance  between  heads  shall  be  measured 
on  a  line  parallel  with  the  roof.  Where  the  roof  meets 
the  side  wall  or  the  floor  line,  the  heads  shall  be  placed 
not  more  than  the  following  distance  from  such  inter¬ 
section  : 

(a)  For  standard  one-half  ( 34 )  inch  heads,  3j4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
834  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  to  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(d)  For  standard  one-half  (34)  inch  heads,  234  feet. 

(e)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(f)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
6%  feet. 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth : 

(g)  For  standard  one-half  (34)  inch  heads,  234  feet. 

(h)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(i)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
634  feet. 

Rule  22.  Special  Locations  and  Variations.  In  special 
locations,  such  as  over  electric  generating,  power  and  trans¬ 
forming  apparatus,  over  their  controlling  devices  and 
switchboards,  where  water  from  the  fire  extinguishing 
equipment  would  be  detrimental,  the  sprinkler  lines  and 
heads  may  be  omitted  at  the  discretion  of  the  administrative 
official  having  jurisdiction,  and  when  in  his  judgment  a 
slight  variation  of  this  rule  of  spacing  is  desirable  to  ef¬ 
fect  a  more  efficient  distribution  of  water  for  fire  ex¬ 
tinguishing  purposes,  the  sprinkler  lines  and  heads  shall  be 
spaced  as  he  may  direct. 

Rule  23.  Sprinkler  Position.  All  sprinkler  heads  shall 
be  located,  wherever  possible,  in  an  upright  position  on 
top  of  the  pipes,  except  that  sprinkler  heads  on  automatic 
wet  pipe  systems  may  be  pendant  on  concealed  piping  and 
when  construction  or  occupancy  of  a  room  or  enclosure 
makes  it  preferable. 

(a)  Where  standard  one-half  (34)  inch  heads  are  in¬ 
stalled  sprinkler  deflectors  shall  be  parallel  to  ceilings, 
roofs  or  the  incline  of  stairs,  but  when  installed  in  the  peak 
of  a  pitched  roof  they  shall  be  horizontal.  Distance  of  de¬ 
flectors  from  ceilings  of  mill  or  other  smooth  construction, 
or  bottom  of  joists  of  open  joist  construction,  shall  be  not 
less  than  three  (3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors 
and  panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling 
as  specified  for  deflectors  in  paragraph  (a)  of  this  rule; 
except  that  when  heads  are  located  under  pitched  roofs 
or  piers  or  similar  structures,  they  shall  in  general  be  in¬ 
stalled  in  the  upright  position  (not  normal  to  slope  of 
roof)  and  three  (3)  feet  vertically  below  the  underside  of 
roof.  When  the  administrative  official  having  jurisdiction 


deems  a  variation  of  this  rule  advisable  to  obtain  a  more 
efficient  distribution  of  water,  the  heads  shall  be  located 
with  respect  to  joists  or  ceiling,  as  he  may  direct. 

Rule  24.  Spray  Clearance.  Not  less  than  eighteen  (18) 

inches  effective  clear  space  shall  be  left  below  the  sprinkler 
heads,  so  that  they  may  discharge  an  unbroken  spray 
blanket  from  sprinkler  to  sprinkler  and  sides  of  room 
when  in  operation.  Any  stock  piles,  racks  or  other  ob¬ 
structions  interfering  with  such  action  shall  not  be  per¬ 
mitted.  Sprinkler  system  piping  shall  not  be  used  for  the 
support  of  stock,  clothing,  etc 


Rule  25.  Pipe  Sizes.  The  number  of  heads  on  a 
given  size  pipe  in  one  fire  area  in  any  story  shall  not 
exceed  the  following: 

(a)  For  standard  one-half  (34)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 


H 

inch  . 

.  1 

head 

1 

tt 

.  2  head'; 

134 

a 

.  3 

ft 

134 

a 

.  5 

it 

2 

a 

.  10 

it 

234 

a 

.  20 

it 

3 

u 

.  36 

it 

334 

a 

.  55 

a 

4 

a 

.  80 

a 

5 

a 

.  140 

<« 

6 

a 

.  200 

u 

7 

a 

.  300 

a 

8 

a 

.  420 

a 

(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 

1  inch 

134  “ 
134  “ 

2 

234  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 

, .  2  heads 

3  “ 


4 

6 

9 

18 

34 

51 

75 

105 


(c)  For  Conran*  one  and  one-quarter  (134)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

134  inch  .  1  head 

134  "  2  heads 

■p  i(  O  M 

234  “  4  m 

3  “  6  “ 

4  “  12  “ 

5  “  21  “ 

6  “  40  “ 

7  “  60  “ 

8  “  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
so  that  the  number  of  heads  on  a  branch  line  will  not 
exceed  eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 
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Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2 )4)  inch  pipe  does  not  sup¬ 
ply  more  than  sixteen  (16)  standard  one-half  ()4)  inch 
heads,  in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one 
room  with  reference  to  the  pipe  sizes,  and  the  feed  main 
shall  be  of  sufficient  size  to  accommodate  the  number  of 
heads  called  for.  Larger  pipe  sizes  than  are  allowed  in  the 
schedule  for  a  given  number  of  heads  may  be  required 
wherever  the  construction  or  conditions  introduce  un¬ 
usually  long  runs  of  feed  mains  or  many  angles.  Build¬ 
ings  with  blind  attics  with  small,  unprotected  openings  to 
floor  below,  may  be  piped  from  the  system  on  the  ceiling 
of  floor  below,  provided  pipe  size  schedule  is  not  over¬ 
loaded  on  sizes  three  (3)  inches  or  under. 

Rule  26.  Feed  Mains.  The  size  of  feed  mains  shall 
not  be  less  than  the  size  of  riser  and  shall  be  arranged  to 
run  as  direct  as  possible  from  source  of  water  supply  to 
riser. 

Feed  mains  from  stair  or  other  towers  without  ap¬ 
proved  stops  between  floors,  when  piped  on  independent 
riser,  shall  be  of  sufficient  size  to  accommodate  the  total 
number  of  sprinklers  in  such  tower. 

Rule  27.  Risers.  There  shall  be  one  or  more  sep¬ 
arate  risers  in  each  building  and  in  each  section  of  the 
building  divided  by  fire  walls.  Risers  shall  be  arranged  to 
provide  “Center  Central”  or  “Side  Central”  supply  to  feed 
main.  Each  riser  shall  be  of  sufficient  size  to  supply  all  the 
heads  on  said  riser  in  one  story,  according  to  the  schedule 
of  pipe  sizes  in  Rule  15. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area 
to  be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 

8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates, 
clamps,  couplings  or  approved  hangers. 

Rule  28.  Connections  Prohibited.  No  connections,  such 
as  for  sill  cocks,  house  service  or  hose  outlets,  shall  be 
made  with  a  sprinkler  system  riser  or  any  part  thereof 
except  as  provided  for  in  rule  9. 

Rule  29.  Air  Lock  Adjustment.  Where  gravity  and 
pressure  tanks  feed  through  a  common  discharge  pipe  or 
“dead  riser”  to  the  foot  of  a  riser  and  an  air  lock  is  likely 
to  develop  the  discharge  pipe  of  the  gravity  tank  shall 
connect  with  the  discharge  pipe,  or  “dead  riser,”  forty  (40) 
feet  below  the  bottom  of  the  pressure  tank. 

Rule  30.  Pipes  and  Fittings.  All  pipe  shall  be  full- 
weight  standard  wrought  iron  or  steel  threaded  pipe,  well 
reamed  and  screwed  up  tight  into  fittings  without  reducing 
the  waterway.  Fittings  shall  be  standard  cast  iron  fittings, 
and  shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a 
working  pressure  of  150  pounds  per  square  inch  and  must 
be  capable  of  withstanding  a  hydrostatic  test  pressure  of 
750  pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 


Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for 
a  working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  31.  Protection  of  Pipes  and  Sprinklers.  When 
exposed  to  moisture,  sprinkler  pipes  and  hangers  shall  be 
protected  against  corrosion  whenever  found  necessary  by 
thoroughly  cleaning  the  pipe  of  all  scale  and  grease  and 
painting  with  a  coat  of  red  lead  and  linseed  oil  paint  or 
other  acceptable  moisture  resistive  paint.  When  exposed 
to  chemical  fumes,  the  pipe  and  fittings  shall  be  coated 
with  graphite  or  other  approved  chemical  resistive  paint. 
Care  shall  be  taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly 
protected  by  a  masonry  or  wood  enclosure,  properly  heated 
or  filled  with  mineral  wool,  sawdust  or  tar  mixed  with 
granulated  cork,  extending  below  bottom  of  pipe  and 
through  the  top  flooring  of  ground  floor,  or  the  pipe  shall 
be  protected  with  three  alternate  layers  of  one-inch  hair 
felt  and  building  paper  or  by  other  approved  method. 
When  of  wood,  such  enclosure  shall  be  constructed  double 
with  a  layer  of  tar  paper  between  the  two  thicknesses  of 
wood. 

.  Where  risers,  drains,  heating  pipes,  etc.,  pass  through 
cinder  concrete  floors  or  partitions,  they  shall  be  pro¬ 
tected  with  a  metal  sleeve  or  be  grouted  with  cement 
mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed 
cover,  or  with  an  approved  wax  coating. 

Rule  32.  Drainage.  All  sprinkler  pipe  and  fittings 
shall  be  so  installed  that  they  can  be  thoroughly  drained, 
and  where  practicable,  all  piping  shall  be  arranged  to 
drain  at  the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  overflow  domestic  service  or  other  con¬ 
nections  to  the  same  sewer  or  house  drain,  or  if  carried 
through  the  walls  and  exposed  to  the  weather,  they  shall  be 
fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  ()4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravity  tank; 

At  each  pressure  tank; 

At  each  fire  department  connection; 

On  each  floor,  if  independent  floor  control  valves  are 
used;  and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that 
flowing  tests  may  be  made  to  determine  if  the  water  sup¬ 
plies  or  connections  from  yard  mains  to  the  inside  of  the 
building  are  in  order  without  causing  water  damage  or 
overflowing  service  connections  to  the  same  house  drain. 
Any  such  drain  shall  be  not  less  than  two  (2)  inches  in 
size  except  the  drains  at  independent  floor  valves  shall  be 
not  less  than  1  inch  in  size  where  floor  valves  are  not  over 
2^4  inches  in  size  and  1)4  inches  where  floor  valves  are 
larger  and  connected  to  a  main  drain  riser  of  not  less  than 
1)4  inches  in  size.  The  drain  at  the  main  riser  shall  dis¬ 
charge  into  a  cone  or  sight  drain,  or  if  carried  through  the 
wall  and  exposed  to  the  weather,  it  shall  be  fitted  with  a 
hood  or  down-turned  elbow. 
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At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

On  automatic  wet  pipe  systems,  the  horizontal  branch 
pipes  shall  be  pitched  not  less  than  one-quarter  (54)  inch 
in  ten  (10)  feet  to  drain  towards  the  sources  of  supply 
with  drip  valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (54)  inch  in  ten  (10)  feet. 

Rule  33.  Test  Pipe.  In  all  wet-pipe  automatic  sprinkler 
systems  a  test  pipe  of  not  less  than  54  inch  in  diameter 
snan  dc  connected  directly  with  each  system  but  shall  be 
connected  to  a  pipe  of  not  less  than  154  inches  in  diam¬ 
eter  in  upper  story  and  arranged  to  discharge  through  a 
54-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  should  be  increased  to  one  (1)  inch  or  larger. 
Controlling  valve  should  be  located  at  a  sufficient  distance 
from  where  the  test  pipe  passes  through  the  wall  of  the 
building  so  as  to  reduce  to  a  minimum  the  chance  of  freez¬ 
ing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  54-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  54-inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  34.  Pressure  Gauges.  A  four  and  one-half  (454) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank ; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both 
above  and  below  the  alarm  valve  and  the  dry-pipe  valve 
with  only  one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected 
from  freezing  and  be  controlled  by  a  valve  with  arrange¬ 
ments  for  draining.  A  plugged  outlet,  not  less  than  one- 
quarter  (54)  inch  in  size,  shall  be  located  between  each 
valve  and  gauge  for  purpose  of  installing  the  inspector’s 
gauge. 

Rule  35.  Valve*.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
non-corrodible  material.  Valves  over  two  (2)  inches  in  di¬ 
ameter  shall  be  of  brass,  or  bronze  or  iron  body,  brass 
mounted,  or  of  other  approved  non-corrodible  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  non-cor¬ 
rodible  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc, 
stuffing  box  pattern  with  hand  wheel,  outside  screw  and 
yoke,  or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straightway  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  36.  Water  Supply  Gate  Valve*.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 


Rule  37.  Water  Supply  Check  Valve*.  The  piping 

connecting  each  source  of  water  supply  with  the  sprinkler 
system,  including  fire  department  connections,  shall  be  pro¬ 
vided  with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 


Rule  38.  Control  Valve*.  All  automatic  sprinkler 

systems  shall  be  provided  with  a  main  control  or  shut-off 
valve  arranged  to  be  readily  accessible  as  near  the  stair¬ 
ways  or  fire  tower  as  possible  and  sealed  in  the  open  posi¬ 
tion  ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent 
and  readily  accessible  floor  control  valves,  sealed  in  the 
open  position  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (54) 
inch  sprinkler  heads  or  three  (3)  Conran*  heads  in  any 
automatic  wet  pipe  system  are  exposed  to  cold  and  subject 
to  freezing,  shut-off  valves  may  be  provided  to  discontinue 
the  water  supply  to  such  heads  between  November  1  and 
April  1.  A  greater  number  of  heads  than  specified  above, 
located  in  places  which  cannot  be  properly  heated,  shall  be 
controlled  by  an  automatic  dry-pipe  valve. 


Rule  39.  Dry- Pipe  Valve*.  A  dry-pipe  valve  shall  be 

taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

Automatic  wet-pipe  sprinkler  systems  in  which  only 
twenty-five  per  cent.  (25%)  of  the  heads  are  required  to  be 
maintained  dry  for  protection  from  freezing,  shall  have 
only  such  heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  con¬ 
taining  dry  air,  or  it  shall  be  passed  through  a  drying 
chamber  containing  calcium  chloride,  in  order  to  avoid  the 
introduction  of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be 
maintained  throughout  the  year. 


Not  more  than  the  following  number  of  heads  shall 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(b)  For  standard  one-half  (54)  inch  heads . 

(c)  For  Conran*  one  (1)  inch  heads . 

(d)  For  Conran*  one  and  one-quarter  (154)  inch 

heads  . 


be 

400 

100 

64 


Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve: 
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(e)  For  standard  one-half  (*4)  inch  heads .  600 

(f)  For  Conran*  one  (1)  inch  heads .  ISO 

(g)  For  Conran*  one  and  one-quarter  (1J4)  inch 

heads  .  96 


(h)  When  "Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(i)  For  standard  one-half  (%)  inch  heads .  600 

(j)  For  Conran*  one  (1)  inch  heads .  150 

(k)  For  Conran*  one  and  one-quarter  (1J4)  inch 

heads  .  96 


Rule  40.  Alarm  Valve.  All  automatic  wet  pipe 
sprinkler  systems  shall  be  equipped  with  an  alarm  valve  so 
constructed  that  a  flow  of  water  through  a  one-half  (y2) 
inch  orifice  will  operate  an  electric  or  mechanical  gong. 

Di^  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


When  an  electrically  operated  alarm  is  installed  in  con¬ 
nection  with  an  alarm  valve  or  dry  pipe  valve,  the  installa¬ 
tion  shall  be  made  in  conformity  with  the  provision  of  Rule 


Rule  41.  High  and  Low  Water.  Electric  Alarm  on 
Gravity  and  Pressure  Tanks.  All  gravity  tanks  shall  be 
equipped  with  a  device  to  indicate  when  the  water  falls  be¬ 
low  or  rises  above  the  normal  level  in  the  tank,  with  an 
indicator  and  alarm  located  in  the  engineers’  room  near 
the  pump. 

All  gravity  and  pressure  tanks  shall  be  equipped  with 
a  high  and  low  alarm  as  hereinafter  specified.  The  high 
and  low  gravity  and  the  high  and  low  pressure  electric 
alarm  shall  be  so  constructed  and  arranged  that  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  gravity  tank,  and  when  the  pressure  falls  below  or 
rises  above  the  predetermined  level  in  the  pressure  tank,  an 
audible  and  visible  signal  will  be  given  in  either  the  pump 
room  or  engineer’s  room. 

The  audible  signalling  device  for  high  and  low  water 
and  high  and  low  pressure  electric  alarm  shall  consist 
of  a  vibrating  gong  of  at  least  3  inches  in  diameter  of 
the  enclosed  type  and  arranged  for  conduit  installation, 
the  same  to  be  operated  automatically  from  an  approved 
device  indicating  the  level  of  water  in  the  gravity  tank 
and  from  the  pressure  gauge  of  pressure  tank. 

The  audible  signalling  device  for  the  alarm  and  dry 
pipe  valves  shall  consist  of  an  enclosed  type  6-inch  vibrat¬ 
ing  gong  arranged  for  conduit  installation.  A  closed  cir¬ 
cuit  annunciator  shall  be  provided  in  connection  with  the 
alarm  system.  The  high  and  low  tell-tale  electric  connec¬ 
tions  shall  be  so  constructed  that  it  will  not  be  affected  by 
moisture  and  the  parts  shall  be  heavy  and  rugged.  The 
float  shall  be  of  approved  type. 

All  wiring  shall  be  installed  in  iron  or  steel  conduits 
and  the  installation  shall  be  in  accordance  with  the  pro¬ 
visions  of  Chapter  9  of  the  Code  of  Ordinances.  Only 
approved  closed  circuit  systems  shall  be  installed.  Con¬ 
trol  panels  to  operate  the  signalling  equipment  must  be 
approved  by  the  Board  of  Standards  and  Appeals.  The 
control  cabinet  shall  be  located  in  the  engineer’s  or  pump 
room  where  it  will  be  under  the  supervision  of  the  person 
in  charge  of  the  sprinkler  system. 


The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference: 

1.  Public  utility  electric  light  and  power  systems. 

2.  Electric  light  or  power  system  (public  utility  or 
isolated  plant)  supplemented  by  storage  battery 
either  controlled  by  an  automatic  throw-over  device 
or  floating  on  the  line  and  protected  by  a  reverse 
current  circuit  breaker. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  the  closed  circuit  type. 

When  the  system  is  connected  to  the  110  volt  lighting 
service  a  suitable  cut-out  is  to  be  provided  and  it  shall  be 
enclosed  in  a  locked  or  sealed  metal  cabinet.  The  con¬ 
nection  to  the  system  shall  be  the  first  connection  on  the 
house  side  of  and  as  near  as  practicable  to  the  meter. 
When  batteries  are  used  to  operate  the  system  they  shall 
be  placed  in  an  approved  cabinet  provided  with  a  lock  and 
key. 

Rule  42.  Heating  of  Tanks.  The  water  in  all  sprinkler 

tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frostproof 
house  properly  heated  and  lighted. 

Rule  43.  Concealed  Pipe  Systems.  All  pipe  in  con¬ 
cealed  pipe  systems  shall  be  of  standard  full-weight 
wrought  iron  or  steel,  painted  with  two  coats  of  protective 
paint,  one  before  and  one  after  installation.  Such  pipe  as 
shall  be  installed  in  ducts  or  be  encased  in  cement  mortar 
shall  be  inspected  prior  to  concealment.  When  installed  in 
the  concealed  space  between  floor  arches  and  ceiling,  such 
pipe  shall  be  supported  by  hangers  and  all  pipe,  fittings 
and  hangers  be  protected  with  two  coats  of  paint. 

Rule  44.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of 
sprinkler  heads  shall  be  provided  with  the  necessary  cur¬ 
tain  boards  and  draft  stops  to  permit  specific  control  of 
the  fire  by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  45.  Approval  of  Sprinkler  System.  Before  ac¬ 
ceptance  all  automatic  sprinkler  systems,  excluding  the 
water  supply  tanks,  shall  be  subjected  after  installation 
to  a  hydrostatic  pressure  test  of  at  least  one  (1)  hour’s 
duration  at  not  less  than  fifty  (50)  pounds  per  square  inch 
in  excess  of  that  which  will  be  normally  carried  and  ob¬ 
served  in  the  sprinkler  system,  such  test  pressure,  how¬ 
ever,  to  be  not  less  than  one  hundred  and  fifty  (150) 
pounds  per  square  inch  in  any  part  of  the  system. 

All  pressure  tanks  shall  be  tested  after  erection  to  a 
test  pressure  of  one  and  one-half  (1  y2)  times  the  working 
pressure.  To  prevent  the  possibility  of  serious  water 
damage  in  case  of  a  break,  the  pressure  shall  be  main¬ 
tained  by  a  small  pump,  the  main  controlling  gate  being 
meanwhile  kept  shut.  Brine  or  other  corrosive  chemicals 
shall  not  be  used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of 
over  two  (2)  pounds  per  square  inch  for  the  twenty-four 
(24)  hours. 

In  ^the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injuring  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of 
sprinklers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 
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No  piping,  devices  nor  any  portion  of  a  newly  con¬ 
structed  sprinkler  system  shall  be  covered  up  or  perma¬ 
nently  concealed  until  tested  by  the  Bureau  of  Fire  Pre¬ 
vention  and  approved  of  in  writing,  except  piping  passing 
through  floors,  walls,  partitions  or  beams  for  distances 
equal  to  the  thickness  of  such  floors,  walls,  partitions  or 
beams. 

Rule  46.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings 
under  the  provisions  of  Chapter  5,  Article  4,  Secton  72, 
Subdivision  L,  Code  of  Ordinances,  shall  consist  of  at  least 
a  One  Automatic  Source  System,  except  buildings  used 
as  freight  depots,  car  barns,  stables,  garages,  factories  and 
grain  elevators  which  sprinkler  systems  shall  be  supplied 
by  any  two  of  the  automatic  sources  or  one  of  the  auto¬ 
matic  sources  and  a  fire  pump  as  described  in  rules  9 
and  10. 

Rule  47.  Department  Stores.  Wet  sprinkler  systems 
shall  be  required  in  all  department  stores  and  where  the 
floor  area  on  any  story  or  cellar  exceeds  20,000  square 
feet,  the  system  shall  be  supplied  by  two  of  the  auto¬ 
matic  sources  as  provided  for  in  Rule  14. 

Rule  48.  Factories  and  Other  Buildings.  Where  the 
Labor  Law  or  the  Code  of  Ordinances  require  automatic 
sprinkler  systems,  or  where  any  of  the  requirements  of 
the  Labor  Law  or  Code  of  Ordinances  are  waived  be¬ 
cause  of  the  installation  of  an  automatic  sprinkler  sys¬ 
tem,  such  sprinkler  systems,  unless  specifically  otherwise 
required  by  the  Fire  Commissioner,  Code  of  Ordinances, 
Labor  Law,  or  these  rules,  shall  have  at  least  the  fol¬ 
lowing  sources  of  supply  installed  in  accordance  with  these 
rules : 

1.  A  Gravity  tank  and  Siamese,  or 

2.  A  Pressure  tank  and  Siamese,  or 

3.  A  direct  6-inch  connection  to  the  City  water  supply 
fed  two  ways,  capable  of  furnishing  water  at  not  less 
than  15  pounds  per  square  inch  static — pressure  at  the 
highest  line  of  sprinklers  below  the  main  roof,  and  the 
required  Siamese. 

Rule  49.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall 
consist  of  at  least  a  One  Source  Automatic  System. 

Rule  50.  Firework  Storage.  Automatic  sprinklers  re¬ 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  either  of  the  two 
automatic  sources  as  provided  in  Rule  14. 

Rule  51.  Nitro- Cellulose  Products.  Automatic  sprinklers 
as  required  in  buildings  in  which  nitro-cellulose  products 
are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a 
system  supplied  from  both  approved  gravity  tank  supply 
and  an  approved  pressure  tank  supply,  except  that  no 
change  shall  be  required  in  supplies  to  automatic  sprinkler 
equipments  previously  approved  by  the  Fire  Commissioner 
as  two  source  systems,  in  conformity  with  the  provisions 
of  this  rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  either  of 
the  two  automatic  sources  as  provided  for  in  Rule  14. 


Rule  52.  Inflammable  Motion- Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflamma¬ 
ble  motion-picture  films  are  stored  under  the  provisions  of 
Chapter  10,  Article  20,  Section  241,  Code  of  Ordinances, 
shall  consist  of  a  system  supplied  from  both  an  approved 
gravity  tank  supply  and  an  approved  pressure  tank  supply 
except  that  no  change  shall  be  required  in  supplies  to  auto¬ 
matic  sprinkler  equipments  previously  approved  by  the 
Fire  Commissioner  as  two  source  systems  in  conformity 
with  the  provisions  of  this  rule  as  in  force  up  to  December 
1,  1921. 

Rule  53.  Sprinkler  Protection  for  Special  Hazards  in 
Non-Sprinklered  Buildings  Not  Provided  for  by  Laws  or 
Ordinances  or  in  These  Rules. 

Sprinkler  heads  and  pipings  may  be  provided  on  ceilings 
of  enclosed  rooms,  closets,  shafts,  or  other  spaces  which 
are  used  as  carpenter  shops,  upholstering  rooms,  paint 
shops,  waste  paper  rooms,  old  record  storerooms,  trunk 
and  general  storage  rooms  in  hotels,  offices  or  other  build¬ 
ings,  and  in  stores  and  showrooms  or  where  nitro-cellu¬ 
lose  products  or  inflammable  photographic  or  X-ray  film  is 
stored  or  used,  or  in  ice  boxes  of  cold  storage  plants. 

The  number  and  type  of  sprinkler  heads,  spacing  and 
size  of  pipe,  location  and  number  of  valves,  method  of 
draining  lines,  water  flow  or  other  alarms,  shall  be  as  re¬ 
quired  by  the  Fire  Commissioner  to  properly  protect  the 
special  hazard. 

The  source  of  water  supply  where  required  may  be  taken 
from  the  house  supply  tank  or  other  sources  of  water 
supply,  except  that  no  connection  shall  be  taken  from 
the  standpipe  system  or  from  the  feed  line  to  boilers.  In 
all  cases  there  shall  be  sufficient  water  to  provide  20  gal¬ 
lons  of  water  per  head  for  30  minutes  and,  further,  that 
the  pressure  on  any  sprinkler  line  shall,  where  practicable, 
be  not  less  than  15  pounds  static  pressure. 

Rule  54.  Existing  Installations  and  Approvals.  Auto¬ 
matic  sprinkler  systems  and  devices  heretofore  installed 
shall  not  be  required  to  conform  to  these  rules  where  the 
fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions 
or  extensions  in  height  or  area  is  made  to  the  building 
when  these  rules  shall  apply  if  deemed  advisable  or  neces¬ 
sary  by  the  Fire  Commissioner. 

Rule  55.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  ap¬ 
proved  fire  doors  on  both  sides  of  the  wall,  one  of  which 
must  be  automatic. 

Rule  56.  Maintenance  Inspection.  Automatic  sprinkler 

systems  shall  be  inspected  at  least  once  a  month  by  the 
person  in  charge  of  the  building,  or  by  other  competent 
person  employed  by  the  owner,  to  see  that  all  parts  of  the 
system  are  in  perfect  working  order,  and  the  fire  depart¬ 
ment  connection  or  connections,  if  any,  ready  for  immedi¬ 
ate  use  by  the  Fire  Department.  A  detailed  record  of  each 
inspection  shall  be  kept  for  examination  by  a  representa¬ 
tive  of  the  Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And 
there  shall  be  one  or  more  employees  instructed  in  the 
maintenance  of  sprinkler  system. 

Saving  Clause.  All  rules  and  regulations  previously 
adonted  and  conflicting  with  these  rules  are  hereby  res¬ 
cinded. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 
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ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (54)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2^4) 
inches  of  1 :2)4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  ()4)  of  one  (1)  per  cent  of 
steel  mesh ; 

(b)  Two  and  one-half  (2J4)  inches  of  1  :2  :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations; 

(a)  One-half  (J4)  inch  plaster  boards,  or  three- 
eighths  ()4)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (%)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 
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floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(?4)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors,  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure ; 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(^4)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (54)  inch  wood  sheathing,  one-half 
(J4)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (54)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (J4)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  packeted  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA — Kennedy  2^2-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

369-33-SA — S-K  Oil  Burner,  Model  G. 

77-34-SA — Packard  Fuel  Oil  Burner. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

47-35-SA — Ace  Rotary  Oil  Burner  and  Chalmers-Ace  Oil 
Burner. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 


88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA — Easy  way  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products, 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

354-35-SA — Ceco  Oil  Burner. 

15-36-SA — Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l 
and  Riesner  Volatile  Oil  Ventilating  Brick, 
No.  G-l  and  No.  G-2. 

24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 
60-36-SA — General  Automatic  Oil  Burners,  Models  A 
and  FM. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
96-36-SA — Silent  Heet  Oil  Burner,  Model  C. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
vhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 
Room  1001,  Municipal  Building 
New  York  City. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . 

Street . 

P.  o..... 


My  Subscription  is  to  begin  with  the  issue  for.. 


.,  1936. 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given—— 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  May  12,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  349-35-BZ,  114-36-BZ,  127- 
36-BZ,  270-35-BZ,  282-35-BZ,  67-36-BZ  and  35-36-BZ. 

Minutes  of  Regular  Meeting,  May  12,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  275-25-BZ,  296-35-BZ, 
1392-17-BZ,  524-31-BZ,  528-31-BZ,  77-32-BZ,  175-17-BZ, 
332-29-BZ,  410-31-BZ,  46-33-BZ,  641-30-BZ,  2-36-BZ, 
335-35-BZ,  133-34-BZ,  1304-25-BZ,  62-34-BZ,  246-35-BZ, 
55-35-BZ,  1259-24-A,  71-36-A,  620-31-A,  113-36-S,  102- 
36-SA,  110-36-SA,  112-36-SA,  354-35-SA,  47-35-SA  and 
15-36-SA. 

Corrections  affecting  Calendar  Numbers  71-36-A  and  83- 
36-A. 

Smoking  in  Factories,  Rules. 

Oil  Burner  Rules. 

Approved  Burners  for  Industrial  Use. 

Approved  Fuel  Oil  Pumps. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan..  6 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK'S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  anv 
and  will  be  called  in  Room  1013,  Monday,  May  18,  1936’ 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  May  25,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  May  13,  1936 


Cal.  No.  Department  Premises  Affected 

123-36- A . F.D . 1588  Jerome  avenue,  north¬ 

east  corner  of  Mt.  Eden 
avenue  (Block  2847,  Lot  1), 
Borough  of  The  Bronx, 


124-36-BZ . D.B.M . 63-67  West  35th  street,  north 

side,  100  ft.  east  of  6th  ave¬ 
nue  (Block  837,  Lot  6), 
Borough  of  Manhattan, 
Drop  Curb  Applic.  28-36. 


1 25-36- S A . F.D . Flex-O-Gas  Oil  Burner  for 

Pressing  Machine,  Model 
T2,  Appliance. 


126-36-BZ . D.B.M . 288-290  Madison  avenue,  west 

side,  50.9  ft.  north  of  East 
40th  street  (Block  1275, 
Lots  16  and  17),  Borough 
of  Manhattan, 

Drop  Curb  Applic.  75-36. 


127-36-BZ . D.B.B . 2-4  Amherst  street,  southwest 

corner  of  Shore  boulevard 
(Block  7513G,  Lot  507), 
Borough  of  Brooklyn, 

Applic.  5983-36. 


128-36-BZ . D.B.Bx . West  side  Sycamore  avenue, 

308.57  ft.  south  of  West 
254th  street  (Block  3420, 
Lots  485-850),  Borough  of 
The  Bronx,  N.B.  408-36. 


129-36-A . D.B.M . 503-507  East  72nd  street,  north 

side,  98  ft.  east  of  York 
avenue  (Block  1484,  Lot  5), 
Borough  of  Manhattan, 

25930-F. 


130-36-A . B.B . 94  Bowery  (Block  239,  Lot 

36),  Borough  of  Manhattan, 
Alt.  109-36  and  Decision. 


131-36-A . D.B.B . 878-888  Coney  Island  avenue, 

west  side,  200  ft.  6j£  in. 
south  of  Ditmas  avenue 
(Block  5403,  Lots  21  and 
24),  Borough  of  Brooklyn, 
Decision. 


132-36- A . D.B.B . 1064-1080  East  New  York 

avenue,  southeast  corner  of 
East  95  th  street  (Block 
4598,  Lots  1  and  4),  Bor¬ 
ough  of  Brooklyn,  Decision. 


133-36-A . D.B.B . 2038  Bedford  avenue,  south¬ 

west  corner  of  Clarkson 
avenue  (Block  5064,  Lot 
57),  Borough  of  Brooklyn, 
Alt.  9175-35. 


134-36- A . F.D . 723  7th  avenue,  northwest  cor¬ 

ner  of  West  48th  street 
(Block  1001,  Lot  1).  Bor¬ 
ough  of  Manhattan,  950-L.C. 


135-36-A . D.B.M . 513,  515  and  525  11th  avenue, 

west  side,  between  West 
40th  and  West  41st  streets 
and  601-605  West  40th 
street  (Block  1088,  Lots  29 
and  36),  Borough  of  Man¬ 
hattan,  28157-F. 


136-36-A . F.D . 127  Greene  street,  west  side, 

170  ft.  north  of  Prince 
street  (Block  514,  Lot  31), 
Borough  of  Manhattan, 

804-L.C. 


Restored  to  Calendar 

1392-17-BZ . D.B.B . 2201  -  2211  Tilden  avenue, 

north  side,  143  ft.  west  of 
Bedford  avenue  (Block 
5126,  Lot  62),  Borough  oi 
Brooklyn,  Viol.  2541-35. 


524-31-BZ . D.B.Bx . 2332-2340  Grand  Concourse 

and  boulevard,  2331-2345 
Ryer  avenue  and  244  Field 
place  (Block  3159,  Lots  13, 
14,  15,  19  and  23),  Borough 
of  The  Bronx,  Decision. 


528-31-BZ . D.B.Q . 70  -  52  Kissena  boulevard, 

northeast  corner  of  70th 
road  (Block  2235,  Lot  1), 
Flushing,  Borough  of 
Queens,  N.B.  4119-31. 


77-32-BZ . D.B.Q . Northeast  corner  of  Nassau 

boulevard  and  Utopia  park¬ 
way  (Block  2785,  Lot  5), 
Flushing,  Borough  of 
Queens,  N.B.  83-32. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  18,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

52-36-BZ. 

APPLICANT — Benjamin  Hinerfeld,  Special  Deputy  Su¬ 
perintendent  of  Banks  of  the  State  of  New  York, 
for  Bank  of  Europe  Trust  Company,  owner. 

PREMISES — 218  East  97th  street,  south  side,  285  ft.  east 
of  3rd  avenue  (Block  No.  1646,  Lot  No.  37),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  an  iron  and  wire 
works. 

352-29-BZ. 

APPLICANT — Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

PREMISES — 212-220  East  98th  srteet,  southwest  corner  of 
Kings  Highway  (Block  No.  4633,  Lot  No.  34), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  March  10,  1936), 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  (application  for  a  garage  for  more 
than  five  (5)  motor  vehicles  and  gasoline  service 
station  on  same  premises  previously  denied  by  the 
board). 

339-35-BZ. 

APPLICANT — Jacob  M.  Aufrecht,  for  William  A.  Kis- 
sam,  owner. 

PREMISES — 777-787  Metropolitan  avenue  and  377  Hum¬ 
boldt  street,  northwest  corner  (Block  No.  2760, 
Lot  Nos.  28  and  29),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

293-17-BZ. 

APPLICANT — Vendome  Service  Corporation,  for  Estate 
of  Julia  Cameron,  owner. 

PREMISES — 403-413  West  124th  street,  north  side,  100 
ft.  west  of  Morningside  avenue  and  2-4  La  Salle 
place  (Block  No.  1965,  Lot  No.  22),  Borough  of 
Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  January  28,  1936), 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  change  of  occupancy  of  an 
existing  building  from  a  business  building  (previ¬ 
ously  granted  by  the  board)  to  a  motor  vehicle 
repair  shop  and  garage  for  more  than  five  (5) 
motor  vehicles. 


MAY  19,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  19, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  116-33-BZ — Application  of  Frank  E.  Vitolo,  appli¬ 
cant,  on  behalf  of  Katherine  Alberti, 
owner,  reopened  April  28,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  April  10,  1934,  to  permit 
the  installation  of  gasoline  tanks  and 
the  occupancy  of  the  portion  of  build¬ 
ing  now  erected  for  storage  of  pleas¬ 
ure  cars,  pending  construction  of  the 
proposed  extension  (previously 
granted  by  the  board  under  sections 
7e  and  21  of  the  building  zone  resolu¬ 
tion)  ;  premises  50-56  Downing  street 
and  214-218  West  Houston  street, 
north  side,  159  ft.  6)4  in.  east  of 
Varick  street  (Block  No.  528,  Lot  Nos. 
13,  28,  29,  30  and  31),  Borough  of 
Manhattan. 


cal.  no.  101-32-BZ  Application  of  Samuel  Greenbaum, 
applicant,  on  behalf  of  Thema  Rosen, 
owner,  reopened  February  18,  1936, 
under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  dis¬ 
trict  for  a  period  of  not  greater  than 
two  (2)  years,  the  parking  or  storage 
of  more  than  five  (5)  motor  vehicles 
on  a  lot  or  plot  unbuilt  upon ;  prem¬ 
ises  2871  Bailey  avenue,  west  side, 
107.59  ft.  south  of  West  230th  street 
(Block  No.  3264,  Lot  Nos.  70  and  79), 
Borough  of  The  Bronx. 

cal.  no.  31-36-BZ — Application,  February  14,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Adam  Koser,  applicant,  on 
behalf  of  John  Benson,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  building  having 
stores  on  the  first  story  and  dwellings 
above;  premises  631  Henderson  ave¬ 
nue  and  169  Elm  street,  northeast  cor¬ 
ner  (Block  No.  157,  Lot  No.  170), 
West  New  Brighton,  Borough  of 
Richmond. 

cal.  no.  38-36-BZ — Application,  February  20,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Broad  Holding 
Corporation,  owner,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  32-01  Utopia  parkway, 
southwest  corner  of  Cross  Island 
boulevard  (Block  No.  4939,  Lot  No. 
1),  Bayside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  19,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

65-36-A — 350-352  Third  avenue,  west  side,  26  ft.  8  in.  south 
of  East  26th  street  (Block  No.  881,  Lot  Nos. 
45  and  46),  Borough  of  Manhattan. 

57-36-A — 31-45  West  18th  street,  34  West  19th  street  and 
612-632  Sixth  avenue,  2nd  floor  (Block  No. 
820,  Lot  No.  1),  Borough  of  Manhattan. 

107- 36-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

108- 36-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

97-36-A — 57  East  54th  street,  north  side,  166  ft.  east  of 
Madison  avenue  (Block  No.  1290,  Lot  No. 
27)4),  Borough  of  Manhattan. 

120-36- A — 329  Stagg  street,  north  side,  119  ft.  west  of 
Bogart  street  (Block  No.  3030,  Lot  Nos.  16 
and  27),  Borough  of  Brooklyn. 

123-36-A — 1588  Jerome  avenue,  northeast  corner  of  Mount 
Eden  avenue  (Block  No.  2847,  Lot  No.  1), 
Borough  of  The  Bronx. 

134-36-A — 723  Seventh  avenue,  northwest  corner  of  West 
48th  street,  12th  floor,  front  (Block  No.  1001, 
Lot  No.  1),  Borough  of  Manhattan. 

Variation  of  Labor  Law 

103-36-S — 200-204  William  street  and  18-24  Frankfort 
street,  northeast  corner  (Block  No.  120,  Lot 
No.  7),  Borough  of  Manhattan. 
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Appliances  Submitted  for  Approval 

119-36-SA — Teesdale  Baramatic  Damper. 

125-36-SA— Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 
Model  T2. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon.  May 
19,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  349-35-BZ — Application,  December  12,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Bulkley  and  Horton  Company, 
applicant,  on  behalf  of  T.  A.  Clarke 
Company  and  Gulf  Refining  Company, 
owners,  to  permit  in  a  business  district 
the  extension  of  an  existing  gasoline 
service  station;  premises  1119-1143  At¬ 
lantic  avenue  and  1296-1312  Bedford 
avenue,  northwest  corner  (Block  No. 
2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

cal.  no.  275-25-BZ — Application  of  John  J.  Beatty,  appli¬ 
cant,  on  behalf  of  Mary  T.  Beatty, 
owner,  reopened  April  21,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  district 
the  alteration  of  a  garage  for  more 
than  five  (5)  motor  vehicles  (permis¬ 
sion  to  erect  which  was  previously 
granted  by  the  board)  so  as  to  provide 
a  vehicular  opening  at  rear  with  pas¬ 
sageway  across  the  rear  lot  to  Mont¬ 
gomery  street;  premises  88-110  Crown 
street,  south  side,  220  ft.  west  of  Bed¬ 
ford  street  (Block  No.  1294,  Lot  No. 
22),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  25,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

8-36-BZ. 

APPLICANT — J.  Sarsfield  Kennedy,  for  Brookmead 
Realty  Co.,  Inc.,  owner. 

PREMISES — 137-02  to  137-06  Jamaica  avenue,  southeast 
corner  of  Van  Wyck  avenue  (Block  No.  1018,  Lot 
No.  1)_,  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

51-36-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Isabelle  B.  Booth, 
owner. 

PREMISES — 153-02  Hillside  avenue  and  87-61  153rd 
street,  southeast  corner  (Block  No.  838,  Lot  No. 
13),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  sections  7e  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  and  also  a  gasoline  service  station. 


26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein,  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

PREMISES — 145  West  51st  street,  north  side,  125  ft.  east 
of  7th  avenue  (Block  No.  1004,  Lot  No.  6),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use,  “B”  area  and  2  times 
height  district  the  alteration  of  a  hotel — which 
after  alteration  will  exceed  the  permitted  height 
and  will  not  have  the  required  yard  and  court 
space. 

64-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Minnie  Levine, 
owner. 

PREMISES — 77-34  Austin  street,  west  side,  305.55  ft. 
north  of  Union  turnpike  (Block  No.  3334,  Lot  No. 
292),  Forest  Hills,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use,  “E”  area  district  the 
erection  and  maintenance  of  a  multiple  dwelling 
not  conforming  with  the  requirements  of  an  “E” 
area  district. 

61-36-BZ. 

APPLICANT — John  J.  Cromshow,  for  Abraham  B.  Cox, 
owner. 

PREMISES — 1235-1239  Second  avenue  and  248-252  East 
65th  street,  southwest  corner  (Block  No.  1419,  Lot 
Nos.  26-28),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 


MAY  26,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  26, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  1250-27-BZ — Application  of  Louis  A.  Reiter,  appli¬ 
cant,  on  behalf  of  Sam  Tanowsky, 
lessee,  reopened  May  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  of  an  additional 
building  in  a  gasoline  service  station 
for  the  housing  of  grease  pits  (appli¬ 
cation  originally  denied  by  the  board 
and  granted  by  the  Court)  ;  premises 
3465-3479  Fort  Hamilton  parkway, 
south  side,  225  ft.  west  of  Chester 
avenue  (Block  No.  5302,  Lot  No.  32), 
Borough  of  Brooklyn. 

cal.  no.  351-26-BZ — Application  of  Saul  Goldsmith,  appli¬ 
cant,  on  behalf  of  Edgemont  Realty 
Corporation,  owner,  reopened  March 
31,  1936,  under  sections  7b  and  21  of 
the  building  zone  resolution,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  extension  in 
height  of  an  existing  building  used  for 
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business  purposes  (stores)  previously 
granted  by  the  board;  premises  1 78- 
186  Parkside  avenue  and  333-345 
Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of 
Brooklyn. 

cal.  no.  68-36-BZ  Application,  March  21,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Joseph  P.  Day,  Inc., 
owner,  to  permit  in  a  residence  use! 
“C”  area  district,  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  and,  also,  the 
omission  of  the  required  rear  yard ; 
premises  40-48  Brighton  11th  street 
(Hoff  street),  west  side,  314  ft.  11  in. 
south  of  Neptune  avenue  (Block  No. 
7516,  Lot  No.  2386),  Borough  of 
Brooklyn. 

cal.  no.  69-36-BZ — Application,  March  20,  1936,  under  sec¬ 
tion  7a  of  the  building  zone  resolution, 
of  William  P.  Hennessy,  assistant 
engineer,  Department  of  Public  Build¬ 
ings  and  Offices,  applicant,  on  behalf 
°f  City  of  New  York,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  building  to  be 
used  as  carpenter  shop,  welding  shop, 
asphalt  roller  storage  and  storage 
shed;  premises  5511-5629  19th  avenue, 
northeast  corner  of  57th  street  (Block 
No.  5495,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  359-35-BZ — Application,  December  20,  1935,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Thomas  Nelson,  applicant, 
substituted  for  Louis  Danancher,  on 
behalf  of  John  L.  Quenzer,  owner,  to 
permit  in  a  residence  use  “F”  area 
district  the  erection  of  a  porch  within 
the  fifteen  (15)  ft.  set  back  required 
by  the  building  zone  resolution  ;  prem¬ 
ises  172-01  Grand  Central  parkway 
and  82-11  172nd  street,  northeast  cor¬ 
ner  (Block  No.  7050,  Lot  No.  1),  Ja¬ 
maica,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  26,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May 
26,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  114-36-BZ — Application,  April  30,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  V.  Burke,  applicant,  on 
behalf  of  D’Arcy  Parrott  and  William 
V.  Burke,  owners,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  change 
of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  (5) 
motor  vehicles,  motor  vehicle  repair 
shop,  automobile  showroom,  and  also 
the  erection  and  maintenance  of  a 


gasoline  service  station;  premises  330 
Bay  street,  southwest  corner  of  St. 
Julian  place  (Block  No.  503,  Lot  No. 
32),  Stapleton,  Borough  of  Richmond. 

cal.  no.  127-36-BZ — Application,  May  7,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Alex  D.  Murphy,  applicant,  on  behalf 
of  .Man-Beach  Building  Corporation, 
owner,  to  permit  in  a  residence  use  and 
“F”  area  district  the  maintenance  of  a 
one-family  dwelling  located  less  than 
fifteen  (15)  ft.  from  the  building  line; 
premises  2-4  Amherst  street,  southwest 
corner  of  Shore  boulevard  (Block  No. 
7513-G,  Lot  No.  507),  Borough  of 
Brooklyn. 

cal.  no.  1392-17-BZ — Application  of  Thomas  L.  Clark,  ap¬ 
plicant,  on  behalf  of  Jess  Lewis,  Inc., 
lessee,  reopened  May  12,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  a  garage  for 
more  than  five  (5)  motor  vehicles 
(previously  granted  by  the  board)  by 
providing  door  opening  in  the  rear  wall 
and  the  maintenance  of  a  motor  vehi¬ 
cle  repair  shop;  premises  2201-2211 
Tilden  avenue,  north  side,  143  ft.  west 
of  Bedford  avenue  (Block  No.  5126, 
Lot  No.  62),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  1,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

424-19-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Henry  W. 
Newman,  owner. 

PREMISES — 2275-2291  Bedford  avenue  and  2301-2309 
Albemarle  road,  northeast  corner  (Block  No.  5110, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  24,  1935), 

TO  PERMIT  in  a  business  district  the  alteration  and 
change  of  occupancy  of  part  of  a  garage  for  more 
than  five  (5)  motor  vehicles  (previously  granted 
by  the  board),  so  as  to  include  a  gasoline  service 
station. 

66-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Progressive  Syna¬ 
gogue,  owner. 

PREMISES— 1515  46th  street,  north  side,  98  ft.  east  of 
15th  avenue  (Block  No.  5433,  Lot  No.  72),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use,  “D”  area  district,  the 
extension  of  a  building  (church)  ;  the  proposed 
extension  not  conforming  with  “D”  area  require¬ 
ments. 

92-36-BZ. 

APPLICANT— Hirsh,  Newman,  Reass  &  Becker,  for 
Consolidated  Biological  Products,  Inc.,  owner. 

PREMISES — 109-131  West  50th  street,  north  side,  and 
110-130  West  5lst  street,  south  side,  105  ft.  west 
of  Sixth  avenue  (Block  No.  1003,  Lot  No.  17), 
Borough  of  Manhattan. 
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APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  business  district  the  parking  or  storage 
of  more  than  five  (5)  motor  vehicles. 

59-36-BZ. 

APPLICANT— Larry  Meltzer,  for  May  L.  Haberle, 
owner. 

PREMISES— 254-09  Hillside  avenue,  northeast  corner  of 
Little  Neck  parkway  (Block  No.  8766,  Lot  No.  1), 
Bayside,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


JUNE  2,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  2, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters: 

CAL.  NO.  191-34-BZ— Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  The  Hermitage 
Corporation,  owner,  reopened  May  5, 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years ;  premises 
2087  Boston  road,  west  side,  165.08 
ft.  south  of  East  180th  street  (Block 
No.  3137,  part  of  Lot  No.  20),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  524-31-BZ — Application  of  J.  Nelson  Cooper,  ap¬ 
plicant,  on  behalf  of  President  and 
Fellows  of  Harvard  College,  owner, 
reopened  May  12,  1936,  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
of  January  26,  1932,  re  Application, 
previously  granted  under  section  21  of 
the  building  zone  resolution,  permitting 


in  a  residence  district  the  erection  and 
maintenance  of  a  business  building  for 
retail  store  purposes;  premises  2332- 
2340  Grand  Concourse  and  boulevard, 
2331-2345  Ryer  avenue  and  244  Field 
place  (Block  No.  3159,  Lot  Nos.  13, 
14,  15,  19  and  23),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  2,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
2,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  528-3 1-BZ— Application  of  George  W.  Horr,  ap¬ 
plicant  and  owner,  reopened  May  12, 
1936,  for  consideration  as  to  extension 
of  permit— re  Application,  previousl} 
granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  maintenance  of  a 
gasoline  service  station  for  a  tempo¬ 
rary  period  of  two  (2)  years;  prem¬ 
ises  70-52  Kissena  boulevard,  north¬ 
west  corner  of  70th  road  (Block  No. 
2235,  Lot  No.  1),  Flushing,  Borough 
of  Queens. 

cal.  no.  77-32-BZ— Application  of  Joseph  Lagana  and  Paul 
Lagana,  appL  ants  and  owners,  re¬ 
opened  May  12,  1936,  for  consideration 
as  to  extension  of  permit — re  Applica¬ 
tion,  previously  granted  under  section 
7f  of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  district  the 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period  of  two 
(2)  years;  premises  northeast  corner 
of  Nassau  boulevard  and  Utopia  park¬ 
way  (Block  No.  2785,  Lot  No.  5), 
Flushing,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


NOTICE 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record^  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered),  50c  (leather  bound)  ;  by  mail,  three  cents 
per  copy  must  be  added  for  postage. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MAY  12,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  May  5,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
May  5,  1936,  were  approved  as  printed  in  Bulletin  No.  19,' 


BUILDING  ZONE  CASES 

349-35-BZ. 

APPLICANT — Bulkley  &  Horton  Company,  for  T.  A. 
Clarke  Company  and  Gulf  Refining  Company, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  ex¬ 
tension  of  an  existing  gasoline  service  station. 
PREMISES  AFFECTED — 1119-1143  Atlantic  avenue  and 
1296-1312  Bedford  avenue,  northwest  corner 
(Block  No.  2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  J.  Keating  and  G.  E 
Wolff. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


114-36-BZ. 

APPLICANT — Charles  B.  Dullea  and  William  V.  Burke, 
for  D’Arcy  Parrott  and  William  V.  Burke,  own¬ 
ers. 

SUBJECT— Request  for  preferential  hearing — re  Appli¬ 
cation  (decision  of  the  commissioner  of  build¬ 
ings)  under  section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  district  the  alteration 
and  change  of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  (5)  motor  vehicles, 
motor  vehicle  repair  shop,  automobile  showroom, 
and  also  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

PREMISES  AFFECTED — 330  Bay  street,  southwest  cor¬ 
ner  of  St.  Julian  place  (Block  No.  503,  Lot  No. 
32),  Stapleton,  Borough  of  Richmond. 

APPEARANCES— 

For  Applicant :  Charles  B.  Dullea. 

ACTION  OF  BOARD — Preferential  hearing  granted — 
calendar  call  waived  and  set  for  hearing  May  26, 
1936,  at  2  p.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  on  or 
before  May  14,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . A  0 


127-36-BZ. 

APPLICANT — Man-Beach  Building  Corp.,  owner. 

SUBJECT — Request  for  preferential  hearing — re  Appli- 
plication  (decision  of  the  commissioner  of  build¬ 
ings)  under  section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  use  and  “F”  area 
district  the  maintenance  of  a  one-family  dwelling 
located  less  than  15  ft.  from  the  building  line. 


PREMISES  AFFECTED — 2-4  Amherst  street,  southwest 
corner  of  Shore  boulevard  (Block  No.  7513-G, 
Lot  No.  507),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alex.  D.  Murphy  and  D.  George 
Levine. 

ACTION  OF  BOARD — Preferential  hearing  granted- 
calendar  call  waived  and  set  for  hearing  May  26, 
1936,  at  2  p.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  on  or 
before  May  14,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  . 0 

Absent  .  0 


270-35-BZ. 

APPLICANT — Leo  Bradspies,  for  Herman  Stursberg 
Realty  Co.,  owner. 

SUBJECT — Application  reopened  April  21,  1936 — re  (de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  7h  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  district  the  maintenance  of  a 
parking  space  for  more  than  five  (5)  motor  vehi¬ 
cles. 

PREMISES  AFFECTED — -339-349  Brook  avenue,  west 
side,  40  ft.  north  of  East  141st  street  (Block  No. 
2286,  part  of  Lot  No.  65),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Leo  Bradspies  and  David  Connett. 
For  Opposition :  Earl  I.  Gallant,  Hyman  Gold, 
L.  C.  Squire,  Department  of  Parks  and  Charles 


Tilgner,  Board  of  Education. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commisioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  . 0 

THE  RESOLUTION— 

(270  35-BZ) 


Whereas,  Henry  Nordheim,  for  Herman  Stursberg 
Realty  Co.,  owner,  filed  October  3,  1935,  an  application 
under  section  21  of  the  building  zone  resolution  to  permit 
in  a  busines  district  the  maintenance  of  a  parking  space 
for  more  than  5  motor  vehicles ;  premises  337-349  Brook 
avenue,  and  493-497  East  141st  street,  northwest  corner 
(Block  No.  2286,  Lot  No.  65),  Borough  of  The  Bronx;  and 
Whereas,  this  application  was  denied  under  section  21 
by  the  board,  March  10,  1936,  and  owner,  through  its  attor¬ 
ney,  Leo  Bradspies,  requested  a  reopening  of  the  applica¬ 
tion  on  the  basis  of  new  facts  under  sections  21  and  7H, 
and  the  application  was  reopened  April  21,  1936  for  the 
new  location  339-349  Brook  avenue,  west  side  40  ft.  north 
of  East  141st  street  (Block  No.  2286,  part  of  Lot  No.  65), 
Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompaning  the  building 
zone  resolution  show  that  Brook  avenue  is  in  a  business 
district;  East  141st  street  is  in  a  residence  and  business 
district  and  East  142nd  street  is  in  a  residence  and  busi¬ 
ness  district;  and 

W  hereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  23,  1936,  reads : 


583 


MINUTES 


“Your  request  of  March  20,  1936,  for  a  certificate  of 
occupancy  for  an  open  air  station  for  the  parking  or 
storage  of  more  than  five  motor  vehicles  on  plot  owned 
by  the  Herman  Stursberg  Realty  Co.  at  No.  339-349 
Brook  avenue,  west  side,  40  ft.  north  of  East  141st 
street  130.29  ft.  frontage  Block  2286,  Lot  65 — in  the 
Borough  of  The  Bronx,  is  hereby  denied,  as  the  prem¬ 
ises  are  located  in  a  business  district  as  established  by 
the  Building  Zone  Resolution  in  which  proposed  occu¬ 
pancy  is  prohibited  and  the  premises  are  located  within 
200  ft.  of  the  nearest  exit  from  or  entrance  to  a 
public  school  and  within  200  ft.  of  a  hospital  building. 

“Building  Zone  violation  145  of  1935  is  pending  in 
the  Department  of  Buildings  of  the  Borough  of  The 
Bronx,  for  storage  or  parking  of  more  than  five  motor 
vehicles  on  plot  by  David  Connetts,  lessee  without  per¬ 
mit  and  a  summons  has  been  served  on  said  lessee 
returnable  in  Municipal  Term  Court  on  March  24, 
1936.” 

and 

Whereas,  the  premises  (part  of  a  larger  plot)  consist  of 
an  irregular  shaped  plot  of  ground  having  a  frontage  of 
130.29  feet  and  a  maximum  depth  of  91  feet ;  it  is  proposed 
to  occupy  the  plot  for  the  parking  or  storage  of  more  than 
five  motor  vehicles ;  and 

Whereas,  there  is  a  hospital  on  Block  2269  and  another 
hospital  at  457-461  East  141st  street  (Block  No.  2286.  Lot 
No.  88) — approx.  268  ft.  west  of  premises  in  question.  There 
is  a  public  school  on  the  southeast  corner  of  Brook  avenue 
and  East  141st  street  (Block  No.  2267,  Lot  No.  15)  ;  and 

Whereas,  these  premises  had  been  the  subject  of  an 
inspection  by  a  committee  of  the  board ;  and 

Whereas,  at  this  hearing  applicant  withdrew  section  21 
as  a  basis  of  appeal;  and 

Whereas,  the  board  deemed  that  applicant  was  not  en¬ 
titled  to  relief  under  section  7-h. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


282-35-BZ. 

APPLICANT — Edward  T.  McGetrick,  for  Bay  Parkway 
Holding  Corporation,  owner. 

SUBJECT — Application  reopened  April  21,  1936 — re  (de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station  (previously 
withdrawn). 

PREMISES  AFFECTED— 1159-1167  Utica  avenue  and 
5002-5010  Clarendon  road,  southeast  corner  (Block 
No.  4771,  Lot  Nos.  1  and  78),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Edward  T.  McGetrick,  William 
Abrams,  Mrs.  Jennye  Hollis,  Mrs.  Sadye 
Jaffe  and  Nathan  Frischling. 

For  Opposition :  R.  S.  Hardy,  Jacob  Goldbringer, 
Edward  M.  Finn  and  Samuel  Yedwab. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE  TO  GRANT— 

Affirmative :  Commissioners  Savage  and  Blum 


and  Assistant  Chief  Walsh . • .  3 

Negative:  Chairman  Murdock .  1 

Absent  .  0 

THE  RESOLUTION— 

(282-35-BZ) 


Whereas,  William  B.  Linder,  for  Violet  Kramer,  owner, 
filed  October  15,  1935,  an  application  under  section  21  of 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station;  premises  1159-1167  Utica  avenue  and  5002-5010 
Clarendon  road,  southeast  corner  (Block  No.  4771,  Lot 
Nos.  1  and  78),  Borough  of  Brooklyn;  and 


Whereas,  this  application  was  withdrawn  January  7, 
1936,  and  the  present  owner,  Bay  Parkway  Holding  Corp., 
through  its  attorney,  Edward  T.  McGetrick,  requested  a 
reopening  of  the  application  and  the  application  was  re¬ 
opened  April  21,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Clarendon  road  is  in  a  busi- 
nes  district;  Utica  avenue  is  in  a  business  district;  East 
5 1  st  street  is  in  a  residence  and  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  18,  1935,  re  Application  No.  11258 — 
1935,  reads : 

“Proposed  gasoline  service  station  to  be  located  in 
a  business  use  district  is  contrary  to  Art.  II,  Sect.  4a 
of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  80  ft.  on  Utica  avenue  and  100  ft.  on 
Clarendon  road  upon  the  easterly  part  of  the  plot  there  is 
located  a  one  story  structure,  80  ft.  by  31  ft.  6  in.,  irregular 
in  area,  occupied  as  an  office,  5  car  garage  and  auto 
laundry ;  erected  in  1935 ;  a  certificate  of  occupancy  for 
same  has  been  filed.  It  is  proposed  to  erect  upon  the 
vacant  part  of  the  plot  the  necessary  tanks  and  pumps  for 
a  gasoline  service  station ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  21,  hard¬ 
ship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
21,  subject  to  such  conditions  as  the  board  may  impose 
after  plans  are  filed  by  applicant  for  approval  by  the  board. 


67-36-BZ. 

APPLICANT — Thomas  J.  Donovan,  for  Louisa  Mingino, 
John  Farrell,  Bridget  Farrell,  Edwin  Construction 
Co.,  Inc.,  and  Jaace  Realty  Co.,  Inc.,  owners. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  ex¬ 
tension  and  combination  of  two  (2)  existing 
garages  for  more  than  five  (5)  motor  vehicles  by 
the  inclusion  of  a  forty  (40)  foot  plot  in  between 
them. 

PREMISES  AFFECTED — 103-105  Crown  street,  north 
side,  280  ft.  west  of  Bedford  avenue  (Block  No. 
1287,  Lot  Nos.  61,  62,  63,  66,  67  and  68),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Thomas  J.  Donovan,  Edwin  Iba, 
Thomas  Barker  and  others. 

For  Opposition  :  Samuel  Beinhart. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(67-36-BZ) 

Whereas,  Thomas  J.  Donovan,  for  Louisa  Mingino, 
John  Farrell,  Bridget  Farrell,  Edwin  Construction  Co.,  Inc. 
and  Jaace  Realty  Co.,  Inc.,  owners,  filed  March  18,  1936, 
an  application  under  the  building  zone  resolution  to  permit 
in  a  business  district  the  extension  and  combination  of 
two  (2)  existing  garages  for  more  than  five  (5)  motor 
vehicles  by  the  inclusion  of  a  forty  (40)  ft.  plot  in  between 
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them;  premises:  103-105  Crown  street,  north  side,  280  ft. 
west  of  Bedford  avenue  (Block  No.  1287,  Lot  Nos.  61,  62, 
63,  66,  67  and  68),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Crown  street  is  in  a  business 
district;  Carroll  street  is  in  a  residence  and  business  dis¬ 
trict;  Franklin  avenue  is  in  a  business  district  and  Bedford 
avenue  is  in  a  business  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  3,  1936,  re  Alt.  Applic.  2383— 1936,  reads : 

“Proposed  one  story  brick  extension  to  a  public 
garage  for  more  than  five  motor  vehicles,  located  in  a 
business  use  district  is  contrary  to  Art.  II,  Sect.  4a 
of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  40  ft.  and  a  depth  of  131  ft;  it  is  pro¬ 
posed  to  remove  the  frame  structures  now  on  the  plot  and 
to  erect  thereon  a  one  story  building  40  ft.  by  131  ft.  in 
area  to  be  used  as  a  garage  for  more  than  5  motor  vehicles. 
This  proposed  garage  building  to  be  interconnected  with 
existing  garage  for  more  than  5  vehicles  located  on  each 
side  of  the  premises  in  question ;  and 
Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution,  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21,  permitting  the  premises  under  appeal  to  be  used 
as  a  one-story  garage  building  in  conjunction  with  the 
existing  one-story  and  one-story  and  cellar  garage  build¬ 
ings  adjoining  on  the  east  and  west  on  Lot  No.  68  to  the 
west  and  Lot  Nos.  61,  62  and  63  to  the  east  and  permitting 
this  combined  building  to  be  used  in  addition  to  the  use 
as  a  garage,  as  a  building  for  parcel  delivery  service,  on 
condition  that  the  building  shall  not  be  increased  in  height 
and  it  shall  be  rearranged  substantially  as  indicated  on 
plans  filed  with  this  application;  that  there  shall  be  no 
windows  in  the  rear  or  side  lot  line  walls  opening  upon 
adjoining  properties;  that  where  the  new  rear  wall  on  the 
lot  line  is  constructed  any  underpinning  as  may  be  neces¬ 
sary  shall  be  done  to  protect  all  buildings  on  the  lot  line 
of  the  adjoining  lots;  that  the  platform  and  the  bin  parti¬ 
tions  shall  be  constructed  of  incombustible  material,  except¬ 
ing  that  the  platform  flooring  may  be  of  hard  wood,  on 
condition  that  it  such  flooring  is  installed  it  shall  be  pro¬ 
tected  underneath  by  sheet  steel  not  less  than  14  gauge ; 
that  there  shall  be  installed  a  sprinkler  system  complying 
with  rule  53  of  the  sprinkler  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  to  cover  the  area  occupied  by  the  storage 
bins,  this  sprinkler  system  may  be  a  one-source  system  fed 
from  street  supply ;  that  the  boiler  rooms  and  coal  storage 
rooms  shall  be  enterable  only  from  the  exterior  and  sep¬ 
arated  from  the  balance  of  the  building  by  fireproof  con¬ 
struction  ;  that  such  additional  portable  fire  appliances  shall 
be  installed  as  the  commissioner  may  deem  necessary;  that 
all  permits  shall  be  obtained  and  work  completed  within 
one  year  from  the  date  of  this  action. 


35-36-BZ. 

APPLICANT — Joseph  W.  Genzardi,  for  Hugo  C.  Cook, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7e  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
further  extension  of  a  garage  for  more  than  five 
(5)  motor  vehicles,  existing  prior  to  1916 — per¬ 
mission  to  extend  was  granted  by  the  board  under 
Cal.  No.  1272-24-BZ. 


PREMISES  AFFECTED — 2311  St.  Raymonds  avenue, 
north  side,  95  ft.  east  of  Glover  street  (Block  No. 
3990,  Lot  Nos.  12,  13  and  25),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Joseph  W.  Genzardi  and  Hugo  C. 
Cook. 

For  Opposition:  Anthony  C.  Corbi,  William 
Brown  and  others. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  y 

Absent  .  y 


THE  RESOLUTION— 

(35-36-BZ) 

Whereas,  Joseph  W.  Genzardi,  for  Hugo  C.  Cook, 
owner,  filed  February  14,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  further  extension  of  a  garage  for  more  than  five  (5) 
motor  vehicles,  existing  prior  to  1916 — permission  to  extend 
was  granted  by  the  board  under  Cal.  No.  1272-24-BZ; 
premises:  2311  St.  Raymonds  avenue,  north  side,  95  ft. 
east  of  Glover  street  (Block  No.  3990,  Lot  Nos.  12,  13  and 
25),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of' the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  St.  Raymonds  avenue  is  in 
a  busines  district ;  Stearns  street  is  in  a  business  district ; 
Glover  street  is  in  a  business  and  residence  street  and 
Parker  street  is  a  business  and  residence  street;  and 
Whereas,  the  decision  ot  the  commissioner  of  buildings, 
rendered  January  17,  1936,  re  Applic.  No.  22 — 1936,  reads: 

“1.  Proposed  extension  and  alteration  of  existing 
public  garage  in  business  district  is  contrary  to  pro¬ 
visions  of  Building  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  60  ft.  on  St.  Raymonds 
avenue,  40  ft.  on  Stearns  street  and  a  depth  of  195  ft.  upon 
the  St.  Raymonds  avenue  front  of  the  plot  there  is  located 
a  one  story  garage  for  more  than  5  motor  vehicles,  60  ft. 
front  by  90  ft.  deep.  It  is  proposed  to  extend  the  area 
of  the  garage  by  erecting  at  the  rear  (of  the  existing 
garage)  a  one  story  extension  40  ft.  by  85  ft.,  irregular  in 
area.  There  will  be  no  vehicular  entrance  leading  to 
Stearns  street  and  the  proposed  extension  is  located  15  ft. 
back  of  the  Stearns  street  building  line;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  7  (e)  of  the  build¬ 
ing  zone  resolution  for  a  further  extension  of  the  garage 
building,  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  permitting  the 
extension  of  the  existing  garage  granted  by  the  board 
under  section  7-e  in  Cal.  No.  1272-24-BZ,  so  as  to  occupy 
portions  of  Lot  Nos.  12  and  13  in  Block  3990,  as  indicated 
on  plans  filed  with  this  application,  on  condition  that  the 
building  shall  be  set  back  from  Stearns  street,  as  indicated 
on  plans,  the  only  doorway  to  be  not  over  four  feet  in 
width  and  used  solely  for  exit  purposes ;  that  the  building 
shall  be  constructed  of  brick  with  face  brick  elevation  on 
Stearns  street,  as  indicated  and  of  fireproof  materials, 
except  that  the  roof  beams  and  roof  boarding  may  be  of 
wood,  provided  the  ceilings  throughout  are  fire-retarded 
in  accordance  with  the  fire-retarding  rules  of  the  Board  of 
Standards  and  Appeals  and  the  roof  weather  surfacing  is 
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of  non-inflammable  material ;  that  there  shall  be  no  open¬ 
ings  in  the  side  walls  opening  upon  adjoining  premises; 
that  the  rear  portions  ot  Lot  Nos.  12  and  1.5  where  not 
built  upon  shall  be  maintained  in  neat  condition  at  all 
times  with  grass  and  shrubs  and  with  a  substantial  fence 
along  the  interior  lot  lines  where  not  occupied  by  the 
garage  building  and  along  the  building  line  on  Stearns 
street;  that  no  automobile  repairing  shall  be  permitted  on 
the  premises  and  no  sale  or  storage  of  gasoline  other  than 
in  the  tanks  of  the  cars ;  that  there  shall  be  no  advertising 
signs  erected  on  the  roof  of  the  building  or  on  Stearns 


street  and  that  in  all  other  respects  the  building  as  a  whole 
shall  comply  with  the  conditions  set  forth  in  Cal.  No.  1272- 
24-BZ ;  that  the  storage  of  cars  in  the  building  shall  be 
restricted  to  pleasure  vehicles  and  light  delivery  trucks ; 
that  all  permits  shall  be  obtained  and  all  work  completed 
within  one  year  from  the  date  of  this  resolution. 


Adjourned,  12:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MAY  12,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

275-25-BZ. 

APPLICANT— John  J.  Beatty,  for  Mary  T.  Beatty, 
owner. 

SUBJECT — Application  reopened  April  21,  1936  (re  de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  alteration  of  a 
garage  for  more  than  five  (5)  motor  vehicles  (per¬ 
mission  to  erect  which  was  previously  granted  by 
the  board)  so  as  to  provide  a  vehicular  opening 
at  rear  with  passageway  across  the  rear  lot  to 
Montgomery  street. 

PREMISES  AFFECTED— 88-110  Crown  street,  south 
side,  220  ft.  west  of  Bedford  avenue  (Block  No. 
1294,  Lot  No.  22),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  J.  Beatty. 

For  Opposition :  Milton  W.  Sametz. 

ACTION  OF  BOARD— Laid  over  to  May  19,  1936,  at  2 
p.m.,  on  request  of  attorney  for  opposition. 


296-35-BZ. 

APPLICANT— William  Pechter,  for  Monroe  Realty  and 
Mortgage  Co.,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
parking  of  more  than  five  (5)  motor  vehicles  for 
a  temporary  period  of  two  (2)  years. 

PREMISES  AFFECTED— 1751-1767  Coney  Island  ave¬ 
nue,  east  side,  165  ft.  south  of  Avenue  N  (Block 
No.  6749,  Lot  Nos.  83,  86  and  89),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Milton  M.  Asch. 

For  Opposition:  T.  L.  Clark,  Isidor  Tiger,  R. 
Weintraub  and  Chas.  Wurtzel. 

ACTION  OF  BOARD — Application  withdrawn  without 
prejudice  to  applicant  filing  revised  application 
for  sales  lot  under  section  7h. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


1392-17-BZ. 

APPLICANT— Thomas  L.  Clark,  for  Jess  Lewis,  Inc., 
lessee. 

SUBJECT— Application  for  reopening— amendment— re 
(order  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  alteration  of  a 
garage  for  more  than  five  (5)  motor  vehicles 
previously  granted  by  the  board)  by  providing 
door  opening  in  the  rear  wall  and  the  maintenance 
of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 2201-2211  Tilden  avenue,  north 
side,  143  ft.  west  of  Bedford  avenue  (Block  No. 
5126,  Lot  No.  62),  Borough  of  Brooklyn. 

APPEARANCES—  T  , 

For  Applicant:  Thomas  L.  Clark  and  Jess 

Lewis. 

ACTION  OF  BOARD— Application  reopened,  calendar 
call  waived  and  set  for  hearing  May  26,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  0 

Absent  .  0 


524-31-BZ. 

APPLICANT — J.  Nelson  Cooper,  for  President  and  Fel¬ 
lows  of  Harvard  College,  owner. 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision!  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  district  the 
erection  and  maintenance  of  a  business  building 
for  retail  store  purposes. 

PREMISES  AFFECTED— 2332-2340  Grand  Concourse 
and  boulevard,  2331-2345  Ryer  avenue  and  244 
Field  place  (Block  No.  3159,  Lot  Nos.  13,  14,  15, 
19  and  23),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  J.  Nelson  Cooper. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  June  2,  1936,  at 
10  a.m.  Applicant  to  notify  all  property  owners 
within  the  affected  area,  by  regular  mail,  not  later 
than  May  20,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


528-31-BZ. 

APPLICANT — George  Wm.  Horr,  owner. 
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SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  granted  under  section  7f  of  the 
building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station  for  a  temporary  periocT. 

PREMISES  AFFECTED— 70-52  Kissena  boulevard, 
northwest  corner  of  70th  road  (Block  No.  2235, 
Lot  No.  1),  Flushing,  Borough  of  Queens. 

APPEARANCES— 


For  Applicant :  Jacob  Horr. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  June  2,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


77-32- BZ. 


APPLICANT — Joseph  Lagana  and  Paul  Lagana,  owners. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  granted  under  section  7f  of  the 
building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station  for  a  temporary  period. 

PREMISES  AFFECTED — Northeast  corner  of  Nassau 
boulevard  and  Utopia  parkway  (Block  No.  2785, 
Lot  No.  5),  Flushing,  Borough  of  Queens. 
APPEARANCES— 


For  Applicant :  George  A.  J.  Zahn. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  June  2,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


175-17-BZ. 

APPLICANT — Fertig,  Walter  &  Gottesman,  for  355  West 
16th  Street  Garage  Corporation,  lessee. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  an  addi¬ 
tional  entrance  to  an  existing  garage  for  more 
than  five  (5)  motor  vehicles,  permission  to  erect 
this  garage  was  previously  granted  by  the  board 
(reopened  September  17,  1935). 

PREMISES  AFFECTED— 355  West  16th  street  and  354- 
360  West  17th  street  (Block  No.  740,  Lot  No.  7), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  withdrawn  by  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


332-29-BZ. 

APPLICANT — Amelia  Rossi,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  7g  of  the  building  zone 


resolution,  permitting  in  a  residence  district  the 
change  of  occupancy  of  the  first  story  of  an 
existing  dwelling  from  dwelling  use  to  business 
use. 

PREMISES  AFFECTED— 249  West  99th  street,  north 
side,  136  ft.  west  of  Broadway  (Block  No.  1871, 
Lot  No.  8),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Amelia  Rossi. 

ACTION  OF  BOARD — Application  for  reopening  denied. 


THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commisioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(332-29-BZ) 

Whereas,  this  application  affecting  premises  249  West 
99th  street,  north  side,  136  ft.  west  of  Broadway  (Block 
No.  1871,  Lot  No.  8),  Borough  of  Manhattan,  was  granted 
by  the  board,  March  4,  1930,  on  certain  conditions ;  and 

Whereas,  the  owner  requested  a  reopening  of  the  case 
and  an  amendment  of  the  resolution  as  to  the  signs  per¬ 
mitted;  and 

Whereas,  an  inspection  was  made  by  a  committee  of  the 
board  and  it  was  found  that  existing  signs  permitted  by 
the  resolution  of  the  board  are  all  that  are  required  and 
all  that  should  be  permitted. 

Resolved,  that  the  request  to  reopen  this  application  be 
and  it  hereby  is  denied. 


410-31-BZ. 

APPLICANT — Edward  L.  Kelly,  for  Louise  De  Vito, 
owner. 

SUBJECT — Application  reopened  April  14,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
previously  granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station  for  a  temporary  period. 

PREMISES  AFFECTED — 175-14  Horace  Harding  boule¬ 
vard,  south  side,  117.71  ft.  west  of  Utopia  park¬ 
way  (Block  No.  2661,  Lot  No.  26),  Flushing,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant :  Edward  L.  Kelly. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION 

(410-31-BZ) 

Whereas,  this  application  affecting  premises  175-14 
Horace  Harding  boulevard,  south  side  117.71  ft.  west  of 
Utopia  parkway  (Block  No.  2661,  Lot  No.  26),  Flushing, 
Borough  of  Queens,  was  granted  by  the  board  April  29, 
1932,  for  a  temporary  period  of  two  years  under  section  7, 
subdivision  F,  permit  extended,  March  27,  1936  and  appli¬ 
cant  requested  a  further  extension ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  April  14,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
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hereby  amend  resolution  adopted  by  the  board  on  April 
29,  1932,  so  that  as  amended  the  resolution  shall  read : 

.  .  Granted  under  Section  7-f  for  a  temporary 
period  of  two  (2)  years  from  the  date  of  this  amended 
resolution,  on  condition  that  all  pumps  shall  be  set 
back  not  less  than  10  ft.  from  the  building  line;  that 
any  structures  erected  on  the  premises  as  an  office  or 
accessory  use  shall  be  but  one  story  in  height ;  that 
any  advertising  signs  shall  be  confined  to  the  illumi¬ 
nated  globes  of  the  pumps  or  the  facade  of  any  build¬ 
ing  erected  on  the  premises,  and  that  all  permits  shall 
be  obtained  within  six  months  and  any  work  involved 
shall  be  completed  within  one  year  from  the  date  of 
this  action.” 


46-33-BZ. 

APPLICANT — Alex  Litman,  owner. 

SUBJECT — Application  reopened  April  14,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
previously  granted  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  business  district 
the  use  and  maintenance  of  a  plot  of  ground  for 
parking  space  for  more  than  five  (5)  motor  vehi¬ 
cles  for  a  temporary  period. 

PREMISES  AFFECTED — South  side  of  Edgemere  ave¬ 
nue,  from  Beach  52nd  street  to  Beach  53rd  street 
(Block  No.  343,  Lot  No.  45),  Edgemere,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Julius  Applebaum. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(46-33-BZ) 

Whereas,  this  application  affecting  premises  south  side 
of  Edgemere  avenue  from  Beach  52nd  street  to  Beach 
53rd  street  (Block  No.  343,  Lot  No.  45),  Edgemere,  Bor¬ 
ough  of  Queens,  was  granted  by  the  board  May  23,  1933, 
for  a  temporary  period  of  two  years  and  applicant  re¬ 
quested  a  further  extension  of  the  temporary  period ;  and 

Whereas,  the  application  was  reopened  by  vote  of  the 
board  April  14,  1936 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  boat'd  on  May 
23,  1933,  so  that  as  amended  the  resolution  shall  read  : 

“.  .  .  Granted  under  Section  7-h  for  a  period  of  two 
(2)  years  from  the  date  of  this  amended  resolution 
on  condition  that  a  substantial  woven  wire  fence,  not 
less  than  5  ft.  in  height,  shall  be  erected  along  Edge- 
mere  avenue  and  along  Beach  52nd  street,  commencing 
6  ft.  away  from  the  wooden  buildings  now  on  this 
plot,  thence  6  ft.  away  from  the  wooden  buildings  to 
the  interior  lot  lines,  and  thence  along  the  interior 
lot  lines,  so  that  the  parking  enclosure  will  be  com¬ 
pletely  surrounded  by  the  fence,  and  at  no  point  within 
6  ft.  of  any  building  on  this  plot  or  on  adjacent  plot ; 
that  there  shall  be  not  more  than  two  openings  in  this 
fence,  each  opening  to  be  not  over  12  ft.  in  width, 
one  from  Edgemere  avenue  and  one  from  Beach  52nd 
street,  with  no  part  of  any  openings  within  10  ft.  of 
the  corner  formed  by  the  intersection  of  Beach  52nd 
street  and  Edgemere  avenue ;  that  no  gasoline  shall 
be  sold  on  the  property  or  stored  on  the  property 


other  than  in  the  tanks  of  the  cars ;  that  no  advertising 
of  the  non-conforming  use  shall  be  displayed  on  the 
property  except  one  neat  sign,  located  at  the  Edgemere 
avenue  entrance  in  the  fence ;  that  if  any  general 
illumination  is  furnished,  it  shall  be  on  standards, 
with  metal  reflectors  so  designed  and  located  as  to 
throw  the  light  downwardly  and  away  from  the  resi¬ 
dential  buildings  to  the  south;  that  all  permits  shall 
be  obtained  within  three  months  and  all  work  com¬ 
pleted  within  six  months  from  the  date  of  this 
action. 


641-30-BZ. 

APPLICANT— Michael  Shanley,  for  2508  Broadway,  Inc., 
owner. 

SUBJECT — Application  reopened  March  17,  1936,  for  re¬ 
hearing  on  revised  proposition  (matter  having 
been  referred  back  to  the  board  by  Order  of  the 
Court)  re  Application  (decision  of  the  commis¬ 
sioner  of  buildings)  under  sections  21  and  7f  of 
the  building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  further  period  of  two  (2)  years  (pre¬ 
viously  granted  for  a  temporary  period). 
PREMISES  AFFECTED — South  side  of  Hillside  avenue, 
41  ft.  east  of  207th  street  (Block  No.  1508,  Lot 
Nos.  3,  4  and  5),  Queens  Village,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  George  H.  Ward  and  Julia  Shan¬ 
ley. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(641-30-BZ) 

Whereas,  this  application  affecting  premises  south  side 
of  Hillside  avenue,  41  ft.  east  of  207th  street  (Block  No. 
1508,  Lot  Nos.  3,  4  and  5),  Queens  Village,  Borough  of 
Queens,  was  granted  by  the  board  May  5,  1931,  for  a  tem¬ 
porary  period  of  two  years,  and  on  May  2,  1933,  this 
temporary  period  was  extended  for  an  additional  period 
of  two  years ;  a  request  for  a  further  extension  was  denied 
July  16,  1935;  and 

Whereas,  on  writ  of  certiorari,  the  application  was  re¬ 
ferred  back  to  the  board  by  the  court  for  consideration 
and  was  reopened  by  vote  of  the  board  March  17,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  board  as  at  present  constituted  does  not 
consider  that  an  area  such  as  this  can  be  classified  as  an 
undeveloped  section  “within  the  meaning  of  section  7, 
subdivision  F,”  but,  because  this  is  a  continuing  board,  the 
committee  is  of  the  opinion  that  unless  development  has 
taken  place,  the  finding  of  the  members  in  1931  should 
control. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-f  for  a  period  of  two  (2)  years,  permitting  the  plot 
under  appeal  to  be  used  for  a  gasoline  service  station, 
on  condition  that  no  part  of  the  station  or  accessories 
thereto  shall  exceed  the  area  under  appeal,  namely,  61.6  ft. 
front  and  114.59  ft.  in  depth,  excluding  all  portions  of  the 
adjoining  lots  to  the  west  and  east;  that  there  shall  be 
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but  two  (2)  entrances  to  this  gasoline  station  within  this 
frontage  length  of  61  ft. ;  that  no  additional  building  shall 
be  constructed  other  than  the  present  office  building  and 
the  present  rear  building  approved  by  the  Department  of 
Buddings,  Queens,  as  a  two-car  garage  under  Application 
No.  1958-1934;  that  all  gasoline  pumps  shall  be  set  back 
at  least  10  ft.  from  the  building”  line ;  that  no  portable 
gasoline  tanks  shall  be  used  on  or  from  the  premises ; 
that  any  grease  rack  installed  or  in  use  shall  be  housed 
in  the  one-story  rear  accessory  building;  that  there  shall 
be  no  excavations  under  any  accessory  buildings  unless 
necessary  pits  for  greasing  racks ;  that  a  substantial  wooden 
or  heavy  mesh  wire  fence  shall  be  erected  around  the 
interior  lot  lines  of  the  plot  not  less  than  5  ft.  in  height; 
that  any  advertising  signs  shall  be  restricted  to  the  illumi¬ 
nated  globes  of  the  gasoline  pumps  and  to  a  flat  wall  sign 
erected  against  the  front  of  the  accessory  building,  exclud¬ 
ing  all  temporary  signs  of  every  nature,  except  there  may 
be  erected  within  the  building  line  a  pipe  standard  to  carry 
an  illuminated  electric  sign  advertising  only  the  brand  of 
gasoline  on  sale  provided  that  no  sign  shall  extend  beyond 
building  line  a  distance  of  more  than  5  ft.;  and  that  all 
permits  shall  be  obtained  and  all  work  shall  be  completed 
within  three  months  from  the  date  of  this  action. 


2-36-BZ. 

APPLICANT — Max  Dreyfuss,  for  Romabe  Realty  Cor¬ 
poration,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  “F”  area 
district  the  erection  and  maintenance  of  a  multiple 
dwelling  not  conforming  with  the  requirements 
of  the  building  zone  resolution  as  to  set  back  from 
the  building  line  and  as  to  area. 

PREMISES  AFFECTED— 83-02  to  83-10  Parsons  boule¬ 
vard  and  150-54  to  150-62  Grand  Central  parkway 
southwest  corner  (Block  No.  2601  (6717),  Lot 
Nos.  96  and  99),  Jamaica,  Borough  of  Queens 
APPEARANCES— 

For  Applicant :  Max  Dreyfuss. 

For  Opposition:  David  Groberg  and  Frank  F. 
Hughes. 

ACTION  OF  BOARD — Application  granted  on  condition 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  . !.'.!!!  0 

Absent  . ’  ’  ’  '  q 

THE  RESOLUTION— 

(2-36-BZ) 

.  Whereas,  Max  Dreyfuss,  for  Romabe  Realty  Corpora- 
|1°.t}’,.owner’  ^ed  January  3,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  residence  use  “F” 
area  district  the  erection  and  maintenance  of  a  multiple 
dwellmg  not  conforming  with  the  requirements  of  the 
building  zone  resolution  as  to  set  back  from  the  building 
line  and  as  to  area;  premises:  83-02  to  83-10  Parsons 
boulevard  and  150-54  to  150-62  Grand  Central  parkway 
southwest  corner  (Block  No.  2601  (6717),  Lot  Nos.  96 
and  99),  Jamaica,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Central  parkway  is  in 
a  residence  use  “F”  area  and  y2  times  height;  Parsons 
boulevard  is  in  a  business  and  residence  use  “F”,  “E”  and 
“D”  area  and  ^  times  height  district  and  Coolidge  avenue 
is  in  a  residence  and  business  use,  “E”  and  “D”  area  and 
1  times  height  district;  and 


Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  December  16,  1935,  re  Application  No.  456l’ 
reads : 

The  erection  of  a  multiple  dwelling  on  the  building 
line  and  occupying  excessive  areas  as  shown  is  con¬ 
trary  to  the  requirements  for  a  residence  “F”  district 
and  defined  in  the  Building  Zone  Resolution.” 

and 

Whereas,  the  building  is  to  be  of  non-fireproof  con¬ 
struction,  3  stories  in  height,  with  a  frontage  of  95.09  ft. 
on  Grand  Central  parkway  and  86  ft.  on  Parsons  boule¬ 
vard,  to  be  occupied  as  a  multiple  dwelling;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  on  April  30,  1936,  which 
committee  recommends  granting  of  the  application  under 
certain  restrictions;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution,  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  area 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  on  con¬ 
dition  that  the  building  shall  comply  with  the  “F”  district 
requirement  of  section  16-a  on  Grand  Central  parkway  and 
along  Parsons  boulevard  except  that  the  distance  between 
the  building  line  of  Parson  boulevard  and  the  proposed 
building  shall  not  be  less  than  10  ft.;  that  the  rear  yard 
shall  be  located  along  the  westerly  interior  lot  line  and 
shall  comply  with  the  requirements  of  the  Multiple  Dwell¬ 
ing  Law  therefor;  that  the  westerly  wall  of  the  building 
along  the  tear  yard  shall  be  faced  with  face  brick  similar 
to  that  to  be  used  on  the  front  wall  for  a  distance  of  at 
least  45  ft. ;  that  the  building  may  be  built  to  the  rear  line 
of  the  southerly  interior  lot  line;  that  any  court  constructed 
along  this  interior  lot  line  shall  comply  with  the  require¬ 
ments  of  the  Multiple  Dwelling  Law  in  lieu  of  the  side 
lot  line  requirements  of  section  16-c  and  except  that  any 
such  court  shall  extend  down  to  cellar  floor  level ;  that 
service  entrance  to  cellar  shall  be  located  in  the  unoccu¬ 
pied  space  along  Parsons  boulevard  not  nearer  than  50 
ft.  from  the  Grand  Central  parkway  building  line;  that 
the  side  wall  of  adjoining  business  building  on  Parsons 
boulevard  shall  be  faced  for  its  full  height  where  exposed 
to  view  from  the  street  with  face  brick  as  proposed  for 
building  on  plot  under  appeal ;  that  in  lieu  of  requirements 
of  section  16-d,  the  building  shall  in  no  part,  except 
required  bulkheads,  exceed  in  height  three  stories  or  40 
ft.  to  top  of  parapet,  nor  occupy  at  curb  level  a  greater 
area  of  the  plot  than  6800  sq.  ft. ;  that  plans  shall  be  sub¬ 
mitted  and  approved  by  the  chairman  in  behalf  of  the 
board  before  same  are  filed  with  the  commissioner  of 
buildings ,  that  such  plans  shall  be  filed  within  two  months ; 
and  that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  action. 


335-35-BZ. 

APPLICANT  Paul  R.  Silverstein,  for  Anna  Gidseg 
owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution  to  permit  the  extension 
from  an  unrestricted  into  a  residence  district  of  a 
proposed  warehouse,  garage  for  more  than  five 
(5)  motor  vehicles  and  a  loading  platform. 

PREMISES  AFFECTED — 167-03  to  167-09  108th  road, 
north  side,  117  ft.  5  in.  west  of  Merrick  road ; 
108-18  Merrick  road,  west  side,  20  ft.  north  of 
108th  road  (Block  No.  1241,  Lot  Nos.  15-18), 
Jamaica,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Paul  R.  Silverstein. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
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THE  VOTE—  .  „  .  ,  ~ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ^ 

THE  RESOLUTION— 

(335-35-BZ) 

Whereas,  Paul  R.  Silverstein,  for  Anna  Gidseg,  owner, 
filed,  November  22,  1935,  an  application  under  the  building 
zone’  resolution  to  permit  the  extension  from  unrestricted 
to  a  residence  district  of  a  proposed  warehouse,  garage  for 
more  than  five  (5)  motor  vehicles  and  a  loading  platform, 
premises:  167-03  to  167-09  108th  road.,  north  side,  117  ft. 
5  in.  west  of  Merrick  road ;  108-18  Merrick  road,  west  side, 

20  ft.  north  of  108th  road  (Block  No.  1241,  Lot  Nos.  15- 
18)  Jamaica,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  108th  road  is  in  a  residence, 
business  and  unrestricted  district ;  167th  street  is  in  a 
residence  district;  108th  avenue  is  in  a  residence  and 
unrestricted  district ;  and  Merrick  road  is  in  a  business  and 

unrestricted  district;  and  .  .  , 

Whereas,  the  decision  of  the  commissioner  ot  buildings, 
rendered,  dated  November  1,  1935,  re  Application  No. 
4417  reads i 

“The  erection  of  a  one  story  warehouse,  garage  for 
five  motor  vehicles  and  a  loading  platform  in  a  resi¬ 
dence  district  is  contrary  to  Art.  2,  section  3  of  the 
building  zone  resolution  (not  further  considered). 

Whereas,  the  commissioner  of  buildings  on  May  7,  1936, 

issued  the  following  decision : 

“Your  request  of  even  date  for  a  Certificate  ot 
Occupancy  covering  the  premises  108-18  Merrick  road 
for  use  as  a  warehouse  and  office  is  rejected  for  the 
reason  that  the  rear  portion  thereof  extends  into  a 
residence  district  and  it  is  contrary  to  Section  3  of 
the  Building  Zone  Resolution  to  use  residential  prop¬ 
erty  for  a  business  use.” 

Whereas,  on  May  8,  1936,  the  applicant  amended  his 
application  so  as  to  include  that  portion  at  the  rear  of 
premises  108-18  Merrick  road,  which  extends  into  a  resi¬ 
dence  district,  so  as  to  permit  the  extension  of  the  business 
use  throughout  the  building;  and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a.  frontage  of  96  feet  and  a 
depth  of  100  feet,  to  be  occupied  as  a  warehouse,  garage 
for  five  (5)  motor  vehicles  and  loading  platform ;  and 
Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  on  April  30,  1936,  which 
committee  recommended  the  granting  of  this  application 
under  certain  conditions ;  and  _ 

Whereas,  the  board  deemed  that  applicant  had  sub- 
stantiated  his  basis  of  appeal  under  sections  7-a  7-c  and 

21  of  the  building  zone  resolution,  and  was,  therefore,  en¬ 
titled  to  relief. 

Resolved,  that  the  Board  of  Standard  and  Appeals  does 
hereby  moke  o  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted,  under  sec¬ 
tion  7-c,  permitting  the  rear  portion  of  the  existing  build¬ 
ing  on  Lot  15,  Block  1241,  to  be  used  for  business  purposes 
in  conjunction  with  the  use  and  occupancy  of  the  existing 
building  on  this  plot  and  permitting  the  erection  of  the 
proposed  one-story  storehouse  building,  as  indicated 
on  plans  filed  with  this  appeal,  on  condition  that  this 
building  shall  be  constructed  on  the  southerly,  west¬ 
erly  and  northerly  elevations  of  face  brick  with  stone 


and  terra  cotta  coping;  that  there  shall  be  no  windows 
on  any  of  the  interior  lot  line  walls  opening  upon  adjacent 
property ;  that  the  roof  may  be  of  wood  beams  and  wood 
boarding  supported  on  steel  girders  and  columns,  pro¬ 
vided  the  ceiling  throughout  is  fire-retarded  in  accordance 
with  the  fire-retarding  rules  of  the  Board  of  Standards 
and  Appeals  and  provided  the  roof  weather  surfacing  is 
covered  with  non-inflammable  material ;  that  the  skylights 
shall  have  metal  frames  and  sash  and  be  glazed  with  thin 
glass  with  screens  over  and  under  and  no  part  of  any 
skylight  shall  be  nearer  than  6  ft.  to  the  interior  lot  line; 
that  the  floor  of  the  garage  shall  be  concrete  and  there 
shall  be  no  cellar  or  other  open  excavation  under  same; 
that  the  loading  space  for  automobiles  shall  be  floored 
with  concrete  and  the  doors  to  such  loading  space  may  be 
of  wood ;  that  the  occupancy  of  this  story  shall  be  of  in¬ 
combustible  material,  consisting  of  stoves,  plumbing  fix¬ 
tures  and  similar  material ;  that  all  permits  shall  be  ob¬ 
tained  and  all  work  completed  within  one  year  from  the 
date  of  this  resolution. 


133-34-BZ. 

APPLICANT— Otto  J.  Sambach,  for  Bartholdi  Ture- 
camo,  owner. 

SUBJECT— Application  reopened  May  5,  1936,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
luly  10,  1934 — re  Application  (decision  of  the 
commissioner  of  buildings)  granted  on  condition, 
under  section  21  of  the  building  zone  resolution, 
permitting  in  a  residence  district  the  erection  and 
maintenance  of  a  fuel  oil  storage  plant. 
PREMISES  AFFECTED— 2411-2427  Warehouse  avenue, 
north  side,  93  ft.  7^4$  in.  east  of  24th  avenue 
(Block  No.  6927,  Lot  No.  7),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Otto  J.  Sambach. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(133-34-BZ) 

Whereas,  Otto  J.  Sambach,  for  Bartholdi  Turecamo, 
owner,  filed  May  17,  1934,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  fuel  oil  storage  plant; 
premises:  2411-2427  Warehouse  avenue,  north  side,  93  ft. 
7}4  in.  east  °f  24th  avenue  (Block  No.  6927,  Lot  No.  7), 
Borough  of  Brooklyn  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  10,  1934,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cropsey  avenue  is  in  a  busi¬ 
ness  district,  Warehouse  avenue  is  in  a  residence  district ; 
24th  avenue  is  in  a  residence  district  and  Bay  37th  street 
is  in  a  residence  district  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  5,  1934,  re  Applic.  No.  4892-34,  reads: 

“Fuel  storage  plant  in  a  residential  district  is  in 
violation  of  building  zone  resolution,  article  2,  section 
3.” 

and  .  . 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  139  ft.  7  in.  on  Ware¬ 
house  avenue,  approximately  415  ft.  on  DeNyses  lane  and  a 
distance  of  approximately  43  ft.  along  the  north  lot  line. 
On  the  north  part  of  the  plot  there  is  located  a  garage  and 
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office  structure ;  on  part  of  the  south  part  of  the  plot  there 
is  located  a  concrete  coal  pocket.  It  is  proposed  to  bury— 
approximately  100  ft.  south  of  said  office  six  rectangular 
tanks  of  20,000  gallons  capacity  each  as  shown  on  plan 
filed  May  7,  1936,  with  the  necessary  pumps  and  piping 
for  the  storage  of  fuel  oil  and 

Whereas,  the  board  deemed  that  applicant  was  entitled 
to  relief  under  section  21  of  the  building  zone  resolution 
on  the  grounds  of  unnecessary  hardship  and  practical 
difficulty;  and 

Whereas,  this  application  was  granted  July  10,  1934, 
and  applicant  requested  an  amendment  as  to  location  and 
capacity  of  tanks. 

Resolved,  that  the  state  of  facts  on  which  the  resolution 
adopted  by  the  Board  on  July  10,  1934,  is  based  be  and 
they  hereby  are  amended  in  accordance  with  the  revised 
location  and  capacity  of  the  storage  tanks  and  affirming 
the  resolution  adopted  by  the  Board  on  July  10,  1934,  on 
the  basis  of  this  revised  statement,  which  resolution  reads 
as  follows, 

Resolved,  that  the  Board  of  Standards  and  Appeals 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  21  of  the  building  zone  resolution  permitting 
use  as  a  fuel  oil  storage  plant  confined  to  the  area 
indicated  on  plans  filed  with  this  application  on  con¬ 
dition  that  such  fuel  oil  storage  plant  shall  comply 
with  the  Code  of  Ordinances  and  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals  for  tank 
installation  below  grade,  the  grade  being  taken  as  the 
level  of  the  surrounding  ground,  and  approximately 
the  level  of  the  loading  platform  of  the  adjacent  coal 
pockets;  that  this  variation  shall  continue  only  so  long 
as  the  property  under  this  ownership  is  maintained 
as  a  general  supply  yard  for  oil,  crushed  stone,  coal 
and  building  materials. 


1304-25-BZ. 

APPLICANT — S.  Berman,  owner. 

SUBJECT — Application  for  reopening — extension  of  per- 
— je  Application  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  partly  in  a  business  district 
and  partly  in  a  residence  district,  the  change  of 
occupancy  of  an  existing  building  to  a  motor 
vehicle  repair  shop  and,  also,  garage  for  five  (5) 
motor  vehicles  for  a  temporary  period. 

PREMISES  AFFECTED — 2447  Coney  Island  avenue,  east 
side,  301  ft.  1  in.  north  of  Avenue  V  (Block  No. 
7343,  Lot  No.  61),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Irving  Berman. 

ACTION  OF  BOARD — Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT—” 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(1304-25-BZ) 


Whereas,  the  application  affecting  premises  2447  Coney 
Island  avenue,  east  side,  301.1  ft.  north  of  Avenue  V 
(Block  No.  7343,  Lot  No.  61),  Borough  of  Brooklyn,  was 
granted  by  the  board  for  a  temporary  period  of  two  years, 
June  12,  1928,  and  the  period  extended  from  time  to  time,’ 
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the  last  extension  being  granted  May  15,  1934,  on  certain 
conditions,  and  owner  requests  a  further  extension. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
May  15,  1934,  be  and  it  hereby  is  amended  only  so  far  as 
it  has  reference  to  the  term  of  the  permit,  so  that  as 
amended  this  portion  of  the  resolution  will  read : 

“Granted  under  section  21  for  a  temporary  period 
of  two  years  from  the  date  of  this  amended  action 
and  that  the  resolution  adopted  on  May  15,  1934,  shall 
be  complied  with.” 


62-34-BZ. 


APPLICANT— Henry  G.  Harrington,  for  Dagmar  Mat- 
ten  Clements,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
alteration  of  a  structure  occupied  as  garage  and 
motor  vehicle  repair  shop  so  as  to  permit  the 
inclusion  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 6502-6504  Fort  Hamilton  park¬ 
way,  southwest  corner  of  65th  street  (Block  No. 

a  ddt?  a  ^os'  an<l  20),  Borough  of  Brooklyn. 

APPEARANCES — 

.  Applicant :  Henry  G.  Harrington. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  .  q 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  . 0 


THE  RESOLUTION— 

(62-34-BZ) 

Whereas,  this  application  affecting  premises  6502-6504 
Port  Hamilton  parkway,  southwest  corner  of  65th  street 
(Block  No.  5750,  Lot  Nos.  19  and  20),  Borough  of  Brook¬ 
lyn,  was  granted  by  the  board  June  26,  1934,  on  certain 
conditions,  amended  January  8,  1935,  and  October  29,  1935, 
and  applicant  requested  a  further  amendment  of  the  reso¬ 
lution. 


Resolved,  that  the  resolution  adopted  by  the  board  on 

onnin?c’  ,1934’  jas-  amended  January  8,  1935,  and  October 
29,  1935,  be  and  it  hereby  is  further  amended,  so  that  as 
amended  the  resolution  shall  read : 

“That  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  part  indicated  on  revised  plans 
marked  Received  December  24,  1934,’  of  dimensions 
approximately  28  ft.  on  Fort  Hamilton  parkway  and  45 
ft.  9  in.  on  65th  street,  shall  be  entirely  cleared  of  all 
buildings  and  regraded  to  the  approximate  level  of  the 
street  curb  that  there  shall  be  constructed  along  the 
westerly  line  between  this  building  and  the  adjacent 
building  an  unpierced  brick  wall  not  less  than  13  ft.  in 
height;  that  all  openings  in  the  adjoining  one-story 
building  to  the  south  shall  be  blocked  up  with  masonry 
equivalent  to  the  thickness  of  the  wall,  up  to  a  height 
of  at  least  15  ft.  above  curb  level,  except  that  there 
may  be  one  show  window  constructed  as  indicated  not 
over  5  ft.  square  in  size,  provided  this  show  window  is 
equipped  with  a  metal  frame  and  fixed  sash  and  glazed 
with  ^-inch  wire  plate  glass  that  the  entire  plot  shall 
be  cement  paved ;  that  there  may  be  erected  one  greas¬ 
ing  pit  toward  the  westerly  side  that  no  gasoline  pump 
shall  be  nearer  than  8  ft.  7  in.  from  the  Fort  Hamil¬ 
ton  parkway  building  line  or  9  ft.  from  the  65th  street 
building  line  or  nearer  than  10  ft.  to  any  part  of  an 


MINUTES 


adjacent  building;  that  there  shall  be  constructed  at 
the  corner  formed  by  the  intersection  of  Fort  Hamil¬ 
ton  parkway  and  65th  street,  a  raised  reinforced 
concrete  island  not  less  than  6  inches  in  height  and 
triangular  in  shape,  extending  for  a  distance  of  4  ft. 
westerly  and  southerly  from  the  corner  formed  by 
the  intersection  of  the  two  thoroughfares;  that  the 
foundation  for  the  concrete  island  shall  extend  at  least 
12  inches  below  the  grade  of  the  present  pavement; 
that  the  curb  cuts  on  65th  street  and  Fort  Hamilton 
parkway  shall  not  exceed  30  ft.  in  width ;  that  no 
portable  gasoline  tanks  shall  be  used  on  or  from  the 
premises ;  that  all  advertising  signs  shall  be  confined  to 
the  illuminated  globes  of  the  gasoline  pumps,  excluding 
all  other  signs,  but  permitting  the  erection  of  a  post 
standard  within  the  building  line  near  the  intersection 
of  the  two  thoroughfares  to  carry  an  illuminated  sign 
advertising  only  the  brand  of  gasoline  on  sale  and 
permitting  such  sign  to  extend  beyond  the  building  line 
for  a  distance  of  not  more  than  8  ft.;  that  no  automo¬ 
bile  repairing  shall  be  done  on  this  gasoline  service 
station  area;  that  there  shall  be  no  excavation  under 
that  plot  except  the  pit  for  the  greasing  rack;  that 
there  may  be  constructed  an  office  indicated  on  re¬ 
vised  plans  marked  ‘Received  December  24,  1934,’ 
where  indicated  toward  the  west,  provided  this  office 
is  not  over  one  story  in  height,  constructed  of  fire¬ 
proof  materials  and  with  no  openings  therefrom  into 
any  portion  of  adjoining  building,  except  that  the 
roof  of  office  may  be  of  wood  beams  and  roof  board¬ 
ings  provided  the  weather  surfacing  of  the  roof  is 
constructed  of  non-combustible  material  and  the  ceil¬ 
ing  fire  retarded  in  accordance  with  the  Rules  of  the 
Board  of  Standards  and  Appeals  and  that  other  than 
as  amended  herein  the  resolution  adopted  by  the  board 
on  June  26,  1934,  as  amended  December  18,  1934,  and 
January  8,  1935,  shall  be  complied  with  in  all  re¬ 
spects.” 


246-35-BZ. 

APPLICANT — Irving  Proskauer,  for  Elinor  D.  Manson 
and  Nora  M.  Reich,  owners. 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station  for  a  temporary  period. 

PREMISES  AFFECTED— 62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe  place)  ; 
(Block  No.  1189,  Lot  No.  93),  Woodside,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(246-35-BZ) 


Whereas,  Lama  &  Proskauer,  for  Elinor  D.  Manson 
and  Nora  M.  Reich,  owners,  filed  September  17,  1935,  an 
application  under  section  21  of  the  building  zone  resolu¬ 
tion  to  permit  in  a  business  district  for  erection  and 
maintenance  of  a  gasoline  service  station;  premises:  62-01 


to  62-05  Broadway,  northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93),  Woodside,  Borough 
of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  25,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
district;  62nd  street  is  in  a  business  and  residence  district; 
64th  street  is  in  an  unrestricted  business  and  residence 
district  and  35th  avenue  is  in  a  business  and  unrestricted 
district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  10,  1935,  re  Application  No.  3479-1935, 
reads : 

“1.  The  erection  of  a  gasoline  service  station  in  a 
business  district  is  contrary  to  Art.  2,  section  4,  subd. 
46  of  the  B.Z.R.  (not  further  considered).” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  54.7  ft.  on  Broadway, 
119.6  ft.  on  62nd  street  and  a  distance  of  97  ft.  along  the 
west  lot  line — upon  which  it  is  proposed  to  erect  a  one 
story  office  and  auto  laundry  structure  34  ft.  by  97  ft., 
irregular  in  area  and  also,  to  install  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  and  verbal  report  of 
same  made  by  the  chairman  at  this  hearing;  and 
Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  as  to  the  temporary  hardship 
under  section  21  of  the  building  zone  resolution  and  was, 
therefore,  entitled  to  temporary  relief ;  and 

Whereas,  this  application  was  granted  by  the  board 
February  25,  1936,  on  certain  condition  and  applicant  re¬ 
quested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
herebv  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section  21 
for  a  period  of  five  (5)  years  from  the  date  of  this  action, 
permitting  the  plot  under  appeal  to  be  used  as  a  gasoline 
service  station  on  condition  that  the  access  to  the  plot  by 
motor  vehicles  shall  be  by  means  of  two  curb  cuts  from 
Broadway  and  one  curb  cut  from  either  fork  of  62nd 
street,  no  curb  cut  to  exceed  20  feet  from  Broadway  and 
25  feet  to  the  easterly  portion  of  62nd  street,  or  15  feet  to 
the  westerly  portion;  that  advertising  shall  be  restricted  to 
the  illuminated  globes  of  the  pumps  and  to  permanent  flat 
sign  facing  Broadway  attached  to  the  accessory  building, 
excluding  all  roof  signs  and  signs  of  a  temporary  nature, 
but  permitting  the  erection  of  one  post  upright  to  be 
erefcted  within  the  building  line  at  the  southeast  corner 
near  the  intersection  of  Broadway  and  62nd  street  to 
carry  an  illuminated  sign  advertising  only  the  brand  of 
gasoline  on  sale,  such  sign  to  extend  beyond  the  building 
line  for  a  distance  of  not  more  than  4  feet;  that  the  acces¬ 
sory  building  shall  be  located  toward  the  northerly  portion 
of  the  plot,  generally  as  indicated  on  plans  filed  with  this 
appeal,  and  shall  not  exceed  one  story  in  height  and  shall  be 
constructed  of  face  brick  or  brick  stuccoed  and  of  fireproof 
materials  throughout,  except  that  the  window  frames  and 
sash,  door  frames  and  doors,  roof  framing  and  roof  board¬ 
ing  may  be  of  wood,  provided  the  ceilings  throughout  are 
fire-retarded  in  accordance  with  the  Rules  of  the  Board 
of  Standards  and  Appeals,  and  roof  weather  surfacing  of 
non-inflammable  material  that  there  shall  be  no  gasoline 
pumps  erected  nearer  than  10  ft.  to  the  street  building 
line ;  that  on  the  street  building  line  of  each  branch  of 
62nd  street,  where  not  covered  by  walls  of  accessory  build¬ 
ings,  their  shall  be  erected  walls  of  similar  construction 
to  accessory  buildings  not  less  than  5  ft.  in  height;  that 
the  curb  cuts  to  the  premises  shall  be  limited  to  two  from 
Broadway,  no  curb  cut  to  exceed  20  ft.  in  width  that 
there  shall  be  no  automobile  repairing  permitted  on  the 
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premises;  that  no  portable  gasoline  pumps  shall  be  used; 
that  there  shall  be  no  parking  of  cars  other  than  those 
being  serviced  that  any  greasing  equipment  shall  be  of 
the  hydraulic  lift  type;  that  the  area,  where  not  covered 
by  accessory  buildings  and  walls,  shall  be  cement  paved; 
that  complete  working  drawings  shall  be  submitted  for 
approval  before  same  are  filed  with  the  commissioner  of 
buildings;  that  such  plans  shall  be  submitted  within  three 
(3)  months  and  all  work  completed  within  one  (1)  year 
from  the  date  of  this  action. 


SS-3S-BZ. 

APPLICANT — Samuels  &  Samuels,  for  Esther  Weiss, 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 5255-5265  Kings  highway  and 
5302  Preston  court,  southeast  corner  (Block  No. 
7949,  Lot  No.  10),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Archie  H.  Samuels. 

ACTION  OF  BOARD — Application  reopened  and  time 

px  tpnrlpH 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(55-35-BZ) 


Whereas,  this  application  affecting  premises  5255-5265 
Kings  highway  and  5302  Preston  court,  southeast  corner 
(Block  No.  7949,  Lot  No.  10),  Borough  of  Brooklyn,  was 
granted  by  the  board,  May  14,  1935,  on  certain  conditions, 
time  extended  October  29,  1935,  and  applicant  requests  a 
further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  29,  1935,  so  that  as 
amended  it  will  read: 

“That  all  plans  shall  be  approved  by  the  commis¬ 
sioner  of  buildings  and  all  work  completed  within  one 
.  year  from  the  date  of  this  amended  resolution,  on 
condition  that  other  than  as  amended  herein,  the  reso¬ 
lution  adopted  by  the  board  on  May  14,  1935,  shall  be 
complied  with  in  all  respects.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

1259-24-A. 

APPLICANT — Francis  Seaman,  for  Fifth  Avenue  Coach 
Company,  owner. 

SUBJECT — Appeal  from  decision  of  the  commissioner 
of  buildings  (previously  denied;  reopened  April 
28,  1936  for  reconsideration). 

PREMISES  AFFECTED— 2-20  East  102nd  street,  south 
side,  100  ft.  east  of  Fifth  avenue  (Block  No.  1607, 
Lot  No.  59),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Francis  Seaman. 

For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . .  4 

Negative  .  0 

Absent  . 0 


THE  RESOLUTION— 

(1259-24-A) 

Whereas,  this  appeal  affecting  premises  2-20  East  102nd 
street  (Block  No.  1607,  Lot  No.  59),  Borough  of  Manhat¬ 
tan,  was  denied  by  the  board  December  23,  1924;  and 

Whereas,  the  owner,  the  Fifth  Avenue  Coach  Company, 
through  its  agent,  Francis  Seaman,  requested  a  reopening 
of  this  appeal  and  the  appeal  was  reopened  by  vote  of  the 
board,  April  28,  1936  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  9,  1936,  in  acting  on  Fire  Prevention  Appli¬ 
cation  106-1936,  reads : 

“2.  The  proposed  installation  of  six  1350  gallon 
gasoline  storage  tanks  is  contrary  to  Chapter  10,  Code 
of  Ordinance  and  Cal.  No.  1259-24-A,  resolution 
Board  of  Appeals.” 

and 

Whereas,  the  building  is  fireproof,  3  stories  in  height, 
100  ft.  11  in.  by  130  ft.,  occupied  as  a  garage  for  more 
than  five  (5)  motor  vehicles;  and 

Whereas,  applicant  contends  that  under  the  denied  ap¬ 
peal  there  were  but  55  busses  in  the  building  but  now 
there  are  150  and  that  larger  gasoline  storage  is  required. 
That  there  is  rock  under  the  building  and  that  the  nature 
of  this  rock  and  the  character  of  the  building  render 
blasting  impossible,  and  that  it  is  proposed  to  use  existing 
pit,  that  the  average  daily  consumption  of  gasoline  is  2500 
gallons. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  denying  the  application  to  install  six  (6)  1350-gallon 
tanks  to  replace  an  abandoned  battery  of  six  (6)  500- 
gallon  hydraulic  type  storage  tanks  originally  installed  in 
1913,  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  there  may  be  in¬ 
stalled  an  8500-gallon  tank  for  the  storage  of  gasoline, 
following  the  construction  indicated  on  revised  plan 
marked  “Received  May  9,  1936” ;  that  detail  working  draw¬ 
ings  shall  be  submitted  to  this  Board  before  filing  same 
with  the  commissioner  of  buildings ;  that  the  tank  shall 
be  inspected  monthly  and  that  record  of  such  inspections 
shall  be  available  for  examination  by  the  Inspector  of 
Combustibles;  that  the  ventilation  system  shall  be  kept  in 
continuous  operation ;  that  there  shall  be  an  electrical  con¬ 
nection  to  preclude  operation  of  the  dispensing  pumps 
unless  the  ventilating  exhaust  fan  is  being  electrically 
operated. 


71-36- A. 

APPLICANT — New  York  Water  Service  Corporation, 
owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 3402-3424  Foster  avenue,  south 
side,  540  ft.  west  of  East  37th  street  (Block  No. 
4982A),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  George  Boochever. 

For  Administration:  Assistant  Engineer  Benja¬ 


min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commisioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 
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THE  RESOLUTION— 

(71-36-A) 

Whereas,  the  New  York  Water  Service  Corporation, 
owner,  filed,  March  25,  1936,  an  appeal  from  a  decision 
of  the  commissioner  of  buildings,  Brooklyn,  affecting 
premises  3402-24  Foster  avenue,  south  side,  between  East 
34th  street  and  East  37th  street  (Block  No.  4982A),  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  March  17,  1936,  re  Application  No.  2554-1936,  reads : 

“Proposed  water  tank  in  a  residential  use  district 
is  contrary  to  Article  2,  Section  3  of  the  Building  Zone 
Resolution  and  is,  therefore,  denied.” 

and 

Whereas,  the  premises  consist  of  approximately  50  acres, 
fronting  1165  ft.  on  the  southerly  side  of  Newkirk  avenue, 
945  ft.  on  the  easterly  side  of  Nostrand  avenue,  161  ft.  on 
the  northerly  side  of  Farragut  road,  655  ft.  on  the  westerly 
side  of  Albany  avenue,  1,050  ft.  on  the  southerly  side  of 
Foster  avenue  and  257  ft.  on  the  westerly  side  of  East 
37th  street;  occupied  by  boiler  rooms,  pump  rooms,  store 
rooms,  dwellings,  garages  and  coal  storage  bins,  all  inci¬ 
dental  to  the  conduct  of  an  electrically  operated  pumping 
station  which  was  erected  in  1882  and  added  to  at  various 
times  prior  to  the  adoption  of  the  building  zone  resolution 
and  continuously  so  used.  It  is  proposed  to  erect  the  tank, 
which  is  the  subject  of  this  appeal,  at  what  would  be  the 
southeast  corner  of  Foster  avenue  and  East  34th  street, 
if  the  street  lines  of  these  streets  were  prolonged.  The 
distance  between  the  center  of  the  proposed  tank  and  the 
electrically  operated  pumping  station  will  be  approximately 
290  ft. ;  and 

Whereas,  the  proposed  tank,  including  roof,  is  to  be 
constructed  of  steel  plates,  the  roof  to  be  supported  on 
steel  rafters,  and  columns.  The  tank  will  be  erected  on 
a  concrete  circular  foundation  and  the  bottom  of  the  tank 
will  rest  on  a  sand  cushion.  The  tank  will  be  132  ft.  in 
diameter  and  29  ft.  6  in.  in  height,  approximately  15  ft. 
above  the  street  level ;  and 

Whereas,  the  applicant  contends  that  the  property  has, 
for  the  past  50  years,  been  used  for  water  work  purposes 
and  that  the  tank  will  be  an  accessory  to  the  local  pump¬ 
ing  stations  to  supply  water  for  domestic  uses  and  for 
fire  protection;  that  the  site  of  the  proposed  tank  is 
approximately  the  center  of  the  property  and  will  be  so 
constructed  as  to  give  a  minimum  of  offense  to  the  neigh¬ 
borhood.  It  will  result  in  better  fire  protection  which 
is  one  of  the  features  considered  in  the  drafting  of  the 
building  zone  resolution;  that  the  public  health  will  be 
promoted  by  the  better  supply  of  water  which  the  tank 
will  afford.  It  is  proposed  to  fill  the  tank  at  night  so 
as  to  have  the  supply  available  during  the  peak  load  periods 
in  the  day  time ;  that  the  construction  of  the  proposed  tank 
will  involve  substantial  expense  which  the  applicant  is 
willing  to  undertake  in  the  interests  of  better  service  for 
domestic  and  fire  protection  purposes,  which  purposes  come 
strictly  within  the  language  and  intention  of  article  2,  sec¬ 
tion  3  of  the  building  zone  resolution ;  and 

Whereas,  a  committee  of  the  board  visited  these  prem¬ 
ises,  report  of  which  committee  was  read  at  this  hearing 
and  which  report  follows : 

REPORT  OF  COMMITTEE 
Re:  Cal.  No.  71-36-A. 

Premises  3402-24  Foster  avene,  Brooklyn. 

May  8,  1936. 

An  application  for  the  construction  of  a  large  cir¬ 
cular  steel  water  tank  of  appoximately  three  million 
gallons’  capacity  as  a  reservoir  for  water  in  connection 
with  the  existing  pumping  station,  which  furnishes 
water  for  domestic  use  and  for  fire  protection  in  the 
surrounding  area  in  Flatbush,  Brooklyn,  was  denied 
by  the  Commissioner  of  Buildings,  as  follows : 


“Proposed  water  tank  in  a  residential  use  dis¬ 
trict  is  contrary  to  Art.  2,  Sec.  3  of  the  Building 
Zone  Resolution.” 

The  applicant  claims  that  such  a  tank  is  a  “usual 
accessory”  to  a  building,  the  use  of  which  is  permitted 
in  a  residence  use  district,  namely,  a  “local  electrically 
operated  pumping  station  for  supply  of  water  for 
domestic  use  and/or  fire  protection.” 

This  appeal  is  for  a  determination  of  the  meaning 
and  intent  of  the  Zoning  Resolution  provision  and  it  is 
not  an  appeal  for  a  zoning  variance,  which  would  have 
required  a  different  procedure  requiring  notice  to  prop¬ 
erty  owners  in  the  area. 

It  appears  to  be  a  fact  that  prior  to  and  after  the 
adoption  by  the  Board  of  Estimate  and  Apportionment 
of  the  Amendment  adding  the  above-quoted  provision 
on  December  20,  1928,  that  there  have  been  permitted 
in  the  Borough  of  Queens  several  similar  tank  in¬ 
stallations  and  high  pressure  towers  in  residence  use 
districts,  two  as  recently  as  1935,  on  the  theory  that 
such  a  tank  could  be  properly  deemed  a  “usual  acces¬ 
sory  use.”  This  appeal,  however,  is  the  first  to  come 
before  this  board  for  an  official  determination  as  to 
the  legislative  meaning  and  intent. 

The  amendment  to  the  zoning  resolution  was  spon¬ 
sored  by  one  of  the  private  water  companies  and  the 
Department  of  Water  Supply,  Gas  and  Electricity,  and 
during  the  public  hearing  on  December  13,  1928,  the 
representative  of  the  Water  Company  stated:  “Now, 
these  pumping  stations  pump  directly  into  the  mains 
and  I  think  Mr.  Brush,  who  has  examined  all  of  these, 
will  say  so.” 

This  makes  it  clear  that  the  Board  of  Estimate  and 
Apportionment  were  considering  only  the  pumping  sta¬ 
tions  themselves  and  not  tanks  and  reservoirs  to  be 
used  in  conjunction  therewith.  The  amendment  was 
opposed  by  those  who  urged  that  if  a  private  water 
company  desired  to  install  a  pumping  station  in  a 
residence  district,  it  should  be  a  matter  for  the  Board 
of  Standards  and  Appeals  to  pass  upon  as  a  zoning 
variance.  After  adoption,  on  December  20,  1928,  the 
Acting  Mayor,  addressing  Mr.  Brush,  Chief  Engineer 
of  the  Water  Department,  said :  “Mr.  Brush,  in  regard 
to  that  resolution  just  adopted,  it  is  not  the  purpose  of 
the  board  to  give  carte  blanche  to  any  private  water 
company  to  set  up  pumping  stations  at  will.  It  is 
the  understanding  that  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity  will  regard  the  locality,  the 
nature  of  the  locality  and  doing  the  least  harm  possible 
in  the  construction  of  any  pumping  station.  .  .  I  will 
take  advantage  of  this  public  occasion  to  state  .  .  . 
that  his  approval  will  not  be  a  perfunctory  thing  but 
will  be  given  after  an  inspection  of  any  site  decided 
upon  for  a  pumping  station.” 

Supervision  over  these  pumping  stations  is  the  re¬ 
sponsibility  of  the  Department  of  Water  Supply,  Gas 
and  Electricity,  under  charter  section  472. 

The  Court  of  Appeals,  interpreting  a  section  of  the 
zoning  resolution  in  the  Multiplex  Garage  case,  held 
to  the  literal  wording.  After  this  decision  the  Board 
of  Estimate  and  Apportionment  amended  the  zoning 
resolution  to  make  its  letter  and  spirit  conform.  That 
was  in  1928,  several  months  prior  to  the  amendment 
to  article  2,  section  3,  and  it  is  reasonable  to  assume 
that  when  in  this  latter  amendment  the  Board  of 
Estimate  and  Apportionment  legislated  to  permit  elec¬ 
trically  operated  pumping  stations,  they  meant  to  per¬ 
mit  what  was  under  consideration,  namely,  pumping 
stations  pumping  directly  into  the  mains. 

It  is  not  reasonable  to  consider  a  tank  such  as  is 
here  proposed  as  a  “usual  accessory”  to  a  pumping 
station  building,  such  as  is  permitted  in  a  residence 
district  under  article  2,  section  3  of  the  zoning  reso¬ 
lution.  To  rule  otherwise  would,  in  the  opinion  of 
the  committee,  not  carry  out  the  legislative  intent,  for 


594 


MINUTES 


had  it  been  intended  to  permit  in  a  residence  district 
the  construction  of  large  tanks  to  be  used  as  reservoirs 
in  addition  to  pumping  stations  pumping  directly  into 
the  mains,  it  would  have  been  simple  to  say  so. 

The  Committee  recommends  denial. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  the  board  deemed  that  the  proposed  tank  is 
not  a  permitted  use  in  a  residence  district;  and 

Whereas,  the  appellant  may  seek  relief  by  an  appeal  to 
this  board  for  a  variation  of  the  building  zone  resolution. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


620-31 -A. 

APPPLICANT — Lockwood  Greene  Engineers,  Inc.,  for 
Hecker- Jones- Jewell  Milling  Co.,  owners. 
SUBJECT — Application  for  reopening — extension  of  time 
— re  Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 40  Corlears  street  and  730-738 
Water  street,  northeast  corner  (Block  No.  264, 
Lot  Nos.  65  to  71,  inclusive),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  George  L.  Hawkins,  Herman  J. 

Billings  and  John  Patterson. 

For  Administration:  Inspector  Maher,  Building 
Department. 

ACTION  OF  BOARD — Application  reopened  and  time 

p'x’tpndpd 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent . . . 0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(620-31- A) 


Whereas,  this  appeal  affecting  premises  40  Corlears 
street  and  730-738  Water  street,  northeast  corner  (Block 
No.  264,  Lot  Nos.  65  to  71,  inclusive),  Borough  of  Man¬ 
hattan,  was  granted  by  the  board  February  23,  1932,  on 
certain  conditions  and  permit  reinstated  from  time  to  time, 
and  applicant  requests  a  further  extension  of  the  time 
limit. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  February  23,  1932,  as 
amended  by  resolutions  adopted  May  3,  1932,  December  3, 
1932,  May  9,  1933,  May  1,  1934  and  April  23,  1935,  so  that 
as  amended  this  resolution  will  read : 

“Granted  on  condition  that  a  certificate  of  occu¬ 
pancy  shall  be  obtained  from  the  commissioner  of 
buildings  and  the  use  of  the  building  confined  to  the 
limitations  therein  contained;  that  each  floor  shall  be 
under  the  supervision  of  a  reliable  watchman  at  all 
times  day  and  night;  that  each  floor  shall  be  supplied 
with  a  watchman’s  clock  station;  that  the  standpipe 
and  sprinkler  systems  shall  be  maintained  in  accord¬ 
ance  with  the  requirements  of  the  Rules  of  the  Board 
of  Standards  and  Appeals;  that  such  additional 
portable  fire-fighting  appliances  shall  be  installed  as 
the  commissioner  shall  direct;  that  occupancy  shall  be 


discontinued  within  one  year  from  the  date  of  this 
amended  resolution. 


VARIATION  OF  LABOR  LAW 

113-36-S. 

APPLICANT — Samuel  Rosenblum,  for  Arcadia  Holding 
Corp.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED— 414-416  East  20th  street,  south 
side,  199  ft.  6  in.  east  of  First  avenue  (Block  No. 
951,  Lot  No.  48),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(113-36-S) 

Whereas,  Samuel  Rosenblum  for  Arcadia  Holding 
Corp.,  owner,  filed,  April  27,  1936,  an  application  for  a 
variation  of  the  requirements  of  section  271  of  the  labor 
law  as  contained  in  order  of  the  commissioner  of  build¬ 
ings  affecting  premises  414-416  East  20th  street,  south  side, 
199  ft.  6  in.  east  of  First  avenue  (Block  No.  951,  Lot  No. 
48),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  commissioner  of  buildings. 
No.  27888-LD,  dated  March  27,  1936,  reads  as  follows: 

“An  inspection  of  premises  416  East  20th  street, 
Borough  of  Manhattan,  shows  that  the  following  must 
be  done  to  comply  with  the  provisions  of  the  Labor 
Law. 

“1.  Extend  the  interior  stairway  at  the  east  side  of 
building  to  roof,  as  per  Section  271  of  the  Labor 
Law. 

“2.  Replace  drop  ladder  at  2nd  story  balcony  fire 
escape  in  front  of  building  with  a  cantilever 
stairway.  Sec.  271,  of  the  Labor  Law.” 

and 

Whereas,  the  building,  which  was  erected  in  1913,  is  3 
stories  (49  ft.)  in  height,  40  by  92  ft.  in  area,  of  non- 
fireproof  construction,  EQUIPPED  with  a  44-inch  stair 
extending  from  3rd  floor  to  the  street,  enclosed  with  4- 
inch  terra  cotta  blocks  with  kalameined  doors  at  the  open¬ 
ings,  and  extending  to  roof  by  a  double-hung  iron  ladder 
to  a  24  x  32-inch  scuttle ;  OCCUPIED :  1st  floor — office, 
shipping  and  4-car  garage,  6  persons ;  second  floor — stock 
room,  10  persons;  3rd  floor — bakery,  10  persons;  and 
Whereas,  the  applicant  contends  that  the  building  is 
occupied  by  the  owner  for  its  own  business ;  that  the 
building  was  altered  in  1930  and  at  that  time  the  3rd  floor 
was  approved  as  a  bakery,  2nd  floor  as  stockroom  and  1st 
floor  for  shipping  room  and  four-car  garage,  and  a  Certifi¬ 
cate  of  Occupancy  issued  therefor;  that  owing  to  increase 
in  business  the  owner  is  compelled  to  provide  for  10  per¬ 
sons  on  the  3rd  floor  instead  of  the  5  allowed;  that  in 
addition  to  fireproof  stairway,  there  is  a  fire  escape  on 
the  front  of  the  building  equipped  with  fireproof  windows 
on  the  course  thereof ;  that  the  present  means  of  reaching 
the  roof  is  adequate ;  that  in  a  building  of  such  low  height, 
equipped  with  such  a  stairway,  it  would  not  be  necessary 
to  climb  to  the  roof  inasmuch  as  more  speed  and  safety 
would  be  had  by  proceeding  direct  to  the  street;  that  the 
total  number  of  occupants  is  small ;  that  the  stairway  is 
capable  of  accommodating  34  persons  per  floor  without 
an  allowance  for  the  hall  space ;  that  the  counterbalanced 
stairway  required  in  Item  2  of  Order  would  seriously  in- 
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terfere  with  ingress  and  egress  of  the  1st  story  and  deliv¬ 
ery  wagons  driving  up  to  receive  shipments ;  that  it  would 
be  safer  to  have  2  vertical  drop  ladders  from  the  2nd  story 
balcony,  and  the  applicant  proposes,  in  addition  to  the 
one  drop  ladder  already  installed,  to  provide  an  additional 
drop  ladder  at  the  other  end  of  the  balcony. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  Labor 
Law  and  that  the  application  be  and  it  hereby  is  granted, 
modifying  the  order  of  the  commissioner  of  buildings  No. 
27888-LD,  on  condition  that  the  present  scuttle  in  roof  shall 
be  closed  and  a  new  scuttle  not  less  than  2  ft.  by  3  ft. 
in  clear  width  shall  be  constructed  along  the  westerly  wall 
and  within  25  ft.  of  the  rear  wall  of  the  building;  that  the 
cover  to  this  scuttle  shall  be  counterbalanced  and  that  a 
steel,  double-rung  ladder  shall  be  affixed  to  the  wall  for 
access  to  this  scuttle ;  that  there  shall  be  a  goose-neck  lad¬ 
der  installed  from  the  top-story  balcony  to  roof ;  that  there 
shall  be  placed  upon  the  roof  a  steel  ladder  to  be  used  for 
ready  access  to  the  roof  of  adjoining  two-story  garage; 
that  in  lieu  of  counterbalanced  ladder  from  the  front 
fire-escape  there  shall  be  installed  two  (2)  vertical  sliding 
ladders;  that  the  occupancy  of  the  2nd  floor  and  3rd  floor 
shall  not  exceed  10  persons  each ;  that  this  modification 
shall  continue  only  so  long  as  conditions  are  maintained 
and  the  building  is  not  increased  in  height  or  area. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

102-36-SA. 

APPLICANT — Cole  Draft  Governor  Sales  Co.,  agent, 
for  Cole  Combustion  Service  Co.,  owner. 

SUBJECT — Cole  Draft  Governor,  approval  of. 

APPEARANCES— 

For  Applicant :  H.  Bracklin. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  board  for 
test  and  report. 


110-36-SA. 

APPLICANT — Mohawk  Oil  Burner  Mfg.  Co.,  owner. 

SUBJECT — Mohawk  Oil  Burner,  Models  A  and  H,  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  board  for 
test  and  report. 


112-36-SA. 

APPLICANT — Harold  A.  Cobb,  agent,  for  Perfect 
Burner  Co.,  Inc.,  owner. 

SUBJECT- — Perfect  Automatic  Oil  Burner  (Gun  Type), 
Models  A  and  G,  Nos.  1,  2  and  3,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  board  for 
test  and  report. 


354-35-SA. 

APPLICANT — D.  M.  Foley,  agent,  for  Century  Engineer¬ 
ing  Corp.,  owner. 

SUBJECT— Diesel  Oil  Burner — amendment  of  resolution 
to  include  the  name  Ceco  Oil  Burner. 

APPEARANCES— 

For  Applicant :  George  Kelly. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(354-35-SA) 

Whereas,  D.  M.  Foley,  agent  for  Century  Engineering 
Corporation,  owner,  filed  December  16,  1935,  an  applica¬ 
tion  with  the  Board  of  Standards  and  Appeals,  for  ap¬ 
proval  of  the  device  known  as  the  Diesel  Oil  Burner;  and 

Whereas,  the  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  committee  of  the  board  was 
substantially  as  follows : 

A  committee  of  the  board,  consisting  of  Commis¬ 
sioner  Savage  and  Engineer  Huber,  visited  the  prem¬ 
ises  7101  19th  avenue,  Brooklyn,  and  inspected  and 
tested  the  Diesel  Oil  Burner  in  operation.  This  is  a 
mechanical  draft  oil  burner  of  the  pressure  atomizing 
type,  employing  high  tension  electric  ignition.  It  is 
suitable  for  installation  in  hot  water  or  steam  boiler 
and  warm  air  furnaces.  The  burner  operates  with 
fuel  oil  not  heavier  than  No.  3.  The  burner  is 
equipped  with  a  Sundstrand  pump,  and  Sirocco  fan. 
The  burner  is  equipped  with  safety  combustion  con¬ 
trol  for  either  intermittent  or  continuous  ignition, 
Minneapolis  Honeywell  No.  116  and  No.  117,  or  Penn 
No.  600  and  Aquastat  No.  B-6510.  The  controls  and 
mechanism  of  this  burner  were  tested  and  found  to 
function  as  designed.  During  the  period  of  test,  there 
were  no  flare  backs  due  to  faulty  ignition.  Examina¬ 
tion  of  the  combustion  chamber  showed  no  undue  car¬ 
bon  deposits  and  the  flame  of  the  burner  was  clear  and 
free  from  smoke. 

The  burner  has  been  approved  by  the  Underwriters 
Laboratories,  Lab.  File  No.  M.P.  409. 

It  is  recommended  that  the  burner  be  approved  for 
domestic  and  commercial  installation  when  installed 
in  accordance  with  the  Oil  Burner  Rules  of  the  Board 
of  Standards  and  Appeals ;  and 

Whereas,  this  device  was  approved  by  the  Board,  Feb¬ 
ruary  4,  1936,  and  owner  requested  an  amendment  to  the 
resolution  to  market  this  burner  as  the  Ceco  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Diesel  Oil  Burner, 
for  use  in  domestic  and  commercial  installations,  with 
fuel  oil  not  heavier  than  No.  3,  when  installed  in  accord¬ 
ance  with  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals,  that  this  burner  may  also  be  marketed  unuer 
the  name  “Ceco  Oil  Burner”,  on  condition  that  under 
whichever  name  marketed,  this  device  shall  bear  a  label 
permanently  attached  thereto  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  354-35-SA 


47-35-SA. 

APPLICANT — Robert  E.  McGannon,  for  Ace  Engineer¬ 
ing  Co.,  owners. 

SUBJECT— Ace  Rotary  Oil  Burner  and  Chalmers-Ace 
(Rotary)  Oil  Burner,  approval  of. 

APPEARANCES— 

For  Applicant:  Robert  E.  McGannon. 

ACTION  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  o 

4  Absent  .  q 
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THE  RESOLUTION— 

(47-35-SA) 

Whereas,  Robert  E.  McGannon,  for  Ace  Engineering 
Company,  owner,  filed,  March  6,  1936,  an  application  with 
the  Board  of  Standards  and  Appeals  for  approval  of  their 
device  known  as  the  Ace  Rotary  Oil  Burner  and  the 
Chalmers-Ace  (Rotary)  Oil  Burner;  and 

Whereas,  this  device  was  referred  to  the  engineer  of  the 
board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representative  of  the  bureau  of  combustibles  of  the 
Fire  Department  was  substantially  as  follows : 

This  burner  is  of  the  mechanical  draft,  horizontal 
rotary  type  and  is  designed  to  burn  No.  6  commercial 
grade  fuel  oil.  The  assembly  of  the  burner  is  as 
follows : 

A  H.P.  Lewis  Allis  motor. 

A  fan  and  an  oil  atomizing  cup. 

A  common  shaft  is  used  for  motor,  fan  and  atomiz¬ 
ing  cup.  This  shaft  is  hollow  and  the  oil  flows  through 
the  shaft  and  atomizing  cup. 

The  oil  supply  to  the  burner  is  regulated  by  an  Asco 
oil  valve  which  regulates  the  pressure  of  the  oil. 

Pumps. — Any  standard  set  of  approved  type  of  pump 
may  be  used  for  this  burner. 

Ignition. — Gas  and  electric. 

A  Webster  transfer  is  used  to  ignite  the  gas  pilot 
line. 

The  gas  line  is  equipped  with  a  Minneapolis  Honey¬ 
well  Magnetic  safety  valve.  When  heavy  oils  are 
used,  the  burner  comes  equipped  with  an  electric  pre¬ 
heater  which  may  be  set  to  heat  the  incoming  oil 
between  the  temperature  of  140  and  180°  F.  When 
these  pre-heaters  are  used  with  the  burner,  they  are 
equipped  with  a  Mercoid  Heat  control  unit  which  pre¬ 
vents  the  starting  of  the  burner  until  the  oil  has  been 
heated  to  the  proper  temperature.  When  the  water 
in  the  hot  water  pre-heater  reaches  a  temperature 
sufficient  to  heat  the  oil,  this  Mercoid  control  then 
shuts  off  the  electric  pre-heater. 

Controls. — Minneapolis  Honeystack  switch  No.  48 
and  Minneapolis  Honeywell  pressure  control. 

This  burner  was  operated  with  the  oil  supply  shut 
off  and  the  stack  control  shut  down  the  burner  in  30 
seconds.  The  controls  on  the  pilot  were  also  tested 
out  and  were  found  to  function  as  designed.  As  a 
result  of  this  inspection  and  test,  it  is  recommended 
that  this  burner  be  approved  for  use  in  industrial  and 
commercial  installations  when  installed  in  accordance 
with  the  Oil  Burner  Rules  adopted  by  the  Board  of 
Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Ace  Rotary  Oil 
Burner  and  the  Chalmers-Ace  (Rotary)  Oil  Burner,  for 
use  in  industrial  and  commercial  installations,  except  in 
connection  with  pressing  machines,  with  fuel  oil  not  heav¬ 
ier  than  No.  5,  U.  S.  Dept,  of  Commerce  standards,  when 
installed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals  on  condition  that  this  oil 
burning  device  shall  bear  a  label  permanently  attached 
thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  47-35-SA. 


15-36-SA. 

APPLICANT — Benjamin  Riesner,  Inc.,  owner. 


SUBJECT — Riesner  Fuel  Oil  Ventilating  Brick  F-l  and 
Riesner  Volatile  Oil  Ventilating  Brick  G-l  and 
G-2,  approval  of. 

APPEARANCES— 

For  Applicant:  Julian  Roth  and  Benjamin  Ries¬ 
ner. 

ACTION  OF  BOARD — Appliance  approved. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  o 


THE  RESOLUTION— 

(15-36-SA) 

Whereas,  Benjamin  Riesner,  Inc.,  owner,  filed  January 
28,  1936,  an  application  with  the  Board  of  Standards  and 
Appeals  for  approval  of  their  device  known  as  the  Riesner 
Fuel  Oil  Ventilating  Brick  No.  F-l  and  Riesner  Volatile 
Oil  Ventilating  Brick  No.  G-l  and  No.  G-2;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows  : 

There  has  been  submitted  to  this  board  for  approval 
the  Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l  and 
the  Riesner  Volatile  Oil  Ventilating  Brick  G-l  and 
G-2  for  use  on  the  end  of  the  vent  lines  from  fuel  oil 
and  gasoline  tanks. 

This  brick  consists  of  a  cast  iron  box  protected  at 
the  opening  with  double  mesh  brass  fire  screen  20 
mesh.  It  is  to  be  built  into  the  exterior  wall  of  a 
building  to  be  connected  to  the  end  of  the  pipe. 

Rule  6,  subdivision  D,  provides : 

“Vent  pipes  shall  be  provided  with  a  weather¬ 
proof  hood  and  shall  terminate  outside  the  build¬ 
ing  not  less  than  two  (2)  feet  from  any  building 
opening  and  not  less  than  four  (4)  feet  nor  more 
than  twelve  (12)  feet  above  the  fill  pipe  terminal.” 

This  rule  in  my  opinion  would  not  prohibit  the  use 
of  the  Riesner  tuel  oil  ventilating  brick  model  No. 
F-l  and  it  is  recommended  that  this  device  be  approved 
as  conforming  with  the  requirements  of  rule  6  of  the 
Oil  Burner  rules  if  installed  in  accordance  with  said 
rules. 

Section  131,  paragraph  14,  chapter  10  of  the  Code 
of  Ordinances  reads  : 

“Vent  Pipe — The  vent  pipe  shall  be  at  least  1 
inch  in  diameter  shall  run  from  the  tank  to  the 
outer  air  at  least  10  feet  above  the  roof  of  the 
building  in  which  the  plant  is  located  and  shall 
be  at  least  10  feet  from  the  nearest  window  of  any 
adjoining  building  and  well  braced  in  position.  It 
shall  be  capped  with  a  double  gooseneck  cowl  or 
hood  and  provided  with  a  screen  made  of  2  thick¬ 
nesses  of  20  mesh  brass  wire  gauge  placed  imme¬ 
diately  below  the  gooseneck.” 

This  ordinance  in  my  opinion  would  not  prohibit  the 
use  of  the  Riesner  volatile  oil  ventilating  brick  G-l  and 
G-2  for  outside  tank  installations  and  the  placing  of  the 
vent  line  in  the  wall  of  a  building  provided  the  re¬ 
quirements  of  the  ordinance  are  complied  with  as  to 
distance  from  windows. 

It  is  recommended  that  this  device  be  approved  as 
conforming  to  the  requirements  of  section  131,  para¬ 
graph  14  of  chapter  10  of  the  Code  of  Ordinances 
when  used  outside  gasoline  tank  installations  and 
maintained  at  the  required  distance  from  windows  or 
other  openings. 

and 


597 


MINUTES 


Whereas,  tests  conducted  on  this  device  indicated  that 
it  would  provide  proper  ventilation  and  would  prevent  the 
passage  of  flame. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Riesner  Fuel  Oil 
Ventilating  Brick  No.  F-l  for  use  with  fuel  oil  installa¬ 
tions  and  Riesner  Volatile  Oil  Ventilating  Brick  Nos.  G-l 
and  G-2  for  use  with  volatile  inflammable  oil  installations 
when  installed  in  accordance  with  the  report  of  the  engi¬ 
neer  of  the  board,  on  condition  that  the  device  shall  bear 
a  label  reading: 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  5,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  19,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows: 

71-36- A. 

APPLICANT— New  York  Water  Service  Corporation, 
owner. 


*Correction — The  words  “on  written”  changed  to  “at 
Board’s”  in  line  11  of  digest. 


NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  15-36-SA. 


Adjourned,  4:15  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 3402-3424  Foster  avenue, 
south  side,  540  ft.  west  of  East  37th  street  (Block 
No.  4982A),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1936,  at  2 
p.m.,  at  Board’s  request. 


RULES 


SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  5,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  19,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows : 

(83-36-A) 

Whereas,  Uncle  Sam  Chemical  Co.,  Inc.,  lessee  filed  on 
March  27,  1936,  an  appeal  from  an  order  and  decisions  of 
the  fire  commissioner,  affecting  premises  No.  329  East 
29th  street,  north  side,  200  ft.  west  of  First  avenue,  4th 
floor,  (Block  No.  935,  Lot  No.  19),  Borough  of  Manhat¬ 
tan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  19,  1935,  No.  8004-LC,  reads  as  follows : 

“With  reference  to  your  application  dated  July  10th, 
1935  for  a  permit  to  manufacture  combustible  mixture 
at  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit  for  the  reason 
that:  Section  131-2F.  Ch.  10  (Sec.  141-1  Ch.  10),  Code 
of  Ordinances  prohibits  the  issuance  of  such  permit  in 
any  building  where  dry  goods  or  other  materials  of  a 
highly  inflammable  nature  are  manufactured,  stored  or 
sold.  (Celluloid  Occupancy,  10th  floor). 

You  Are  Therefore,  Hereby  Ordered  To 
1.  Discontinue  the  manufacture  of  a  combustible  mix¬ 
ture  on  these  premises  in  violation  of  the  provisions 
of  the  Code  of  Ordinances.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
March  27,  1936,  reads : 

“Replying  to  your  favor  of  March  16,  1936,  we  are 
quoting  below  order  numbered  8004-LC,  served 
against  you  on  November  19,  1935,  so  that  you  may 
take  this  letter  to  the  Board  of  Standards  and  Appeals, 
as  the  Fire  Department  no  longer  rescinds  an  order 
and  re-issues  it  so  that  it  may  be  taken  before  that 
board : 

“With  reference  to  your  application  dated  July  10th, 
1935,  for  a  permit  to  manufacture  combustible  mixture 
at  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit  for  the  reason 
that:  Section  131-2F,  Ch.  10  (Sec.  141-1  Ch.  10),  Code 
of  Ordinances  prohibits  the  issuance  of  such  permit  in 
any  building  where  dry  goods  or  other  materials  of  a 
highly  inflammable  nature  are  manufactured,  stored  or 
sold,  (Celluloid  occupancy,  10th  floor.) 

You  Are  Therefore,  Hereby  Ordered  To 
1.  Discontinue  the  manufacture  of  a  combustible  mix¬ 
ture  on  these  premises  in  violation  of  the  provisions 
of  the  Code  of  Ordinances.” 

and 

Whereas,  the  applicant  was  prosecuted  for  a  violation  of 
Chapter  10,  Section  140  of  the  Code  of  Ordinances  by  the 
Fire  Department,  found  guilty  and  sentence  suspended  in 
Municipal  Term,  Magistrates’  Court,  Borough  of  Manhat¬ 
tan,  on  January  6,  1936;  and 

Whereas,  the  building,  erected  in  1910  in  an  unrestricted 
use  district,  is  10  stories,  142  ft.  in  height,  101.3  ft.  by  99.8 
ft.  in  depth  on  the  1st  floor  and  101.3  ft.  in  the  front  and 
84.6  ft.  in  depth  above,  of  fireproof  construction,  equipped 
with  a  standpipe  and  sprinkler  system ;  OCCUPIED :  Base¬ 
ment  and  1st  floor — store — 15  persons;  2nd  floor — furniture 
storage,  repairs  and  refinishing — 3  persons ;  3rd  floor — stor- 


*Correction — The  wrord  “no”  changed  to  “any”  in  line 
112  of  resolution. 


age  of  paper — 8  persons ;  4th  floor — storage  and  manufac¬ 
turing  of  cleaning  supplies- — 8  persons  ;  5th  floor — manufac¬ 
turing  of  novelties  and  storage — 6  persons ;  6th  floor — 
manufacturing  of  picture  frames — 18  persons;  7th  floor — 
manufacturing  of  paper  envelopes — 30  persons;  8th  floor 
— storage  of  paper  stock — 2  persons;  9th  floor — storage  of 
paper  stock — i  person;  10th  floor — manufacturing  of  win¬ 
dow  displays,  lacquer  spraying,  manufacturing  of  corset 
steels  (acetate  used — not  celluloid)  ;  and 

Whereas,  it  is  proposed  to  maintain  on  the  4th  floor  the 
following  combustible  materials : 

2 — 55  gallon  drums  of  kerosene 
1 — 55  gallon  drum  of  turpentine 
1 — 55  gallon  drum  of  varnolene 

1 —  55  gallon  drum  of  zenzol 

to  be  used  in  the  manufacture  of  cleaning  compounds ;  and 

Whereas,  the  applicant  contends  that  a  fireproof  room, 
constructed  of  3-inch  cement  walls,  equipped  with  three 
sprinkler  heads  and  vapor-proof  lamp  with  switch  outside 
of  room  is  provided  for  the  storage  of  combustible  mate¬ 
rials  necessary  in  the  manufacture  of  its  products ;  that  it 
has  been  manufacturing  cleaning  supplies  for  15  years  and 
has  not  had  any  violations  or  difficulty  with  the  Fire  De¬ 
partment  relative  to  securing  permits  at  any  time ;  that  the 
applicant  went  to  considerable  expense  in  installing  metal 
and  glass  partitions  and  metal  storage  shelves  at  the  sug¬ 
gestion  of  the  Board  of  Fire  Underwriters ;  that  it  would 
be  impossible  to  continue  the  manufacture  of  its  products 
without  the  use  of  the  materials  applied  for ;  that  Order 
No.  8004-LC  refused  the  issuance  of  a  permit  because  of 
celluloid  occupancy  of  the  10th  floor;  and 

Whereas,  the  report  of  the  representative  of  the  Bureau 
of  Combustibles  indicated  that  the  occupancy  of  the  tenth 
floor  which  caused  the  issuance  of  the  order  against  the 
fourth  floor  was  not  hazardous  because  of  the  limited  use 
of  cellulose  product;  and 

Whereas,  it  was  also  stated  by  the  representative  of  the 
managing  agents  of  the  building  that  this  occupancy  of  the 
tenth  floor  will  terminate  on  July  1,  1936. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
8004-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  storage  and  use 
on  the  fourth  floor  of  this  building  of  the  following: 

2 —  55  gallon  drums  of  kerosene 
1 — 55  gallon  drum  of  turpentine 
1 — 55  gallon  drum  of  varnolene 

1 —  5  gallon  safety  can  of  benzol 
20  barrels  of  napthalene 
50  barrels  of  paradichlorobenzine 
1—55  gallon  drum  of  alcohol 

on  condition  that  the  combustible  liquid  materials,  except 
as  may  be  actually  required  for  use  on  work  in  process, 
shall  be  stored  in  the  fireproof  enclosed  room  toward  the 
westerly  wall  of  the  building,  as  indicated  on  plans  filed 
with  this  appeal,  and  that  any  open  flame  maintained  on  the 
premises  shall  be  within  an  enclosed  space  surrounded  by 
fireproof  partitions  and  with  two  exit  doors  therefrom,  this 
space  to  be  vented  to  the  outer  air ;  that  this  modification 
shall  continue  only  so  long  as  conditions  are  complied  with 
and  as  long  as  this  particular  occupancy  continues ;  that 
other  than  as  modified  herein,  all  laws  and  regulations 
applicable  to  this  building  and  occupancy  on  this  floor  shall 
be  complied  with  and  the  sprinkler  system  and  standpipe 
system  shall  be  maintained  in  accordance  with  the  rules  of 
the  Board  of  Standards  and  Appeals ;  and  that  the  person 
in  charge  of  the  storage  of  combustibles  shall  obtain  and 
hold  a  certificate  of  fitness  from  the  Fire  Department. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931;  May  12,  1931;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED:  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP:  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED  :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(l)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G;  wire,  or  pipe  not  less  than  one-half  inch 
(Vi")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (J4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (J4)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  ( l/\ )  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  (J4)  inch 
thick. 

Note — All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL:  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT:  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

(  PERMANENT  DEFORMATION :  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 

PERMIT :  Shall  mean  permit  for  storage  of  oil. 
PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2 y2)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE :  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED:  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE:  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK :  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

1RANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 


Rule  3.  Oil  Permitted. 


(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades : 

Range  Oil  SP.  Gr.  (A.  F.  I.)  40-44° 


No. 

No. 

No. 

No. 

No. 

No. 


1  Fuel  Oil 

2 

3 

4 

5 

6 


36-40° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 


(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 


Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  exceot 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldcung 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less — 1/$  in.  shell,  yi  in. 
heads. 

Tanks  37  to  72  in.  in  diameter — in.  shell,  5/16  in. 
heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  46  in. 

heads. 

Tanks  over  120  inches  in  diameter  to  be  of  46  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  %  in.  in  diameter  rivets  2%  in.  pitch. 

In  shell  5/16  in.  thick,  46  in  diameter  rivets  2 46  in 
pitch. 

In  shell  46  in.  thick,  in.  diameter  rivets  24$  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  46  of  an  inch  in  diameter 
and  spaced  not  more  than  2*4  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
Tn  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 


Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  (54”)  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  J4  inch  and  the  minimum  thickness  of  roof  plates 
%  inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams,  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7r),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
Sian  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
Tubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (IF2)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 


Section  3.  Outside  of  Buildings,  Above  Ground. 


(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  ( 1 %) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 


If  distant  25  feet  from  line  of  adjoining 
property  which  may  be  built  upon 

If  distant  30  feet  . 

If  distant  40  feet . 

If  distant  50  feet  . 

If  distant  60  feet  . 

If  distant  75  feet  . 

If  distanct  85  feet,  or  more . 


16,000  gallons 
24,000  “ 

36,000  “ 

48,000  “ 

60,000  “ 
96,000  “ 

100,000  “ 


(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (V/2)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher  than  one-fourth 
(%)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1*4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 


(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (1*4")  in  diameter  for  storage  tanks  up  to  100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
y2  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 
hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (S’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating,  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top. of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  ruel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  */%  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heati-ng  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-off 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions: 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 

the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 

is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Tgnition  “ 

Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  “ 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons' 

capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  .  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
section  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows  : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 
for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons'  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  yA  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2  )  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall’  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

.  (d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves^  or  any  such  heating  devices  protected  by  a  shield 
of  y2" '  asbestos  or  equivalent  extending  at  least  twelve 
(12')  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil¬ 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provision^ 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as- 
to  Rule  15-b. 
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APPROVED  APPLIANCES 

Burners  for  Industrial  Use 


Name  of  Burner  Calendar  No. 

Ace  Rotary  Oil  Burner .  47-35-SA 

Air-Blast  Oil  Burner .  579-32-SA 

Airtemp  Oil  Burner,  Models  D,  F  and  G. . . .  88-34-SA 

Anthony  Nebulyte  Oil  Burner .  1026-22-SA 

Aristocrat  Oil  Burner .  222-35-SA 

Associated  Oil  Burner .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 

Babcock  &  Wilcox  Mechanical  Oil  Burner...  45-21-SA 

Ballard  Automatic  Oil  Burner .  1363-23-SA 

Ballard  Low  Pressure  Mechanical  Oil  Burner  1493-22-SA 

Ballard  Jr.  Oil  Burner .  1176-27-SA 

Ballard  Staples  &  Pfeiffer  Steam  Atomizing 

High  Pressure  Burner .  1414-22-SA 

Berggren  Oil  Burner .  764-26-SA 

Best  Calorex  Burner .  1464-21-SA 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  48S-32-SA 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

Bock  Oil  Burner,  Models  A,  B.  C  and  D....  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-5, 

WH-6  and  WH-8  .  102-34-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Model's  A  and  B  195-33-SA 
Burnwell  Mechanical  Burner .  957-22-SA 

Caloroil  Burner,  Type  AA .  1361-24-SA 

Carter  Oil  Burner,  Models  4X  and  5X .  117-34-SA 

Central  Oil  Burner,  Models  4X  and  SX .  117-34-SA 

Chalmers-Ace  (Rotary)  Oil  Burner .  47-35-SA 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  .  608-32-SA 

Coen  Mechanical  Oil  Burner .  942-21-SA 

Concord  Burner  . 108-35-SA 

Cornell  No.  1  Type  A  Oil  Burner .  397-23-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Dahl  Mechanical  Fuel  Oil  Burner .  13-21-SA 

D’Elia  Oil  Burner .  155-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Doe  Oil  Burner .  317-31-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Empire  Oil  Burner .  222-35-SA 

Enco  Type  400  Steam  Atomizing  Oil  Burner.  1414-23-SA 

Enco  Mechanical  Oil  Burner .  509-30-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Fess  T urbine  Burner,  Airoil  Fan  and  Pump  Set  26-22-S  A 

Fine-Glo  Oil  Burner .  178-35-SA 

Forsdraft  Oil  Burner .  41-34-SA 

Frankfort  Type  P  Oil  Burner .  1046-23-SA 

Gem  Fuel  Oil  Burner .  111-26-SA 

General  Electric  Fuel  Oil  Burner,  Model  D-l  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 .  228-33-SA 

Ghapco  Steam  Generator .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Fuel  Oil  Burner .  1636-21-SA 

Gold  Star  Oil  Burner,  Models  F  and  S .  166-33-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner,  Model  “C" .  232-32-SA 

GRD  Fuel  Oil  Atomizer .  128-27-SA 

Greenawalt  Down  Draft  Combustion  Oil 

Burning  Furnace  .  85-35-SA 

Hammond  Oil  Burner. .  72-31-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hauck  Venturi  Low  Pressure  Oil  Burner _  88-27-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 


Name  of  Burner  Calendar  No. 

Hobeco  Oil  Burner .  1278-21-SA 

Holby  Oil  Burner .  328-27-SA 

Holby  Type  B  Fuel  Oil  Burner .  689-29-SA 

Hupp  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Induslo  Fuel  Oil  Burner  1-27 .  5-24- SA 

Kelvinator  Oil  Burner,  Model  K .  105-34-SA 

Korth  Oil  Burner,  Models  G  and  S .  136-34-SA 

Kreager  Oil  Burner .  367-30-SA 

Kres-Kno  Pressing  Machine  Burner,  Model 

MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D...  226-33-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75-34-SA 

Leintz  Oil  Burner .  155-20-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3...  166-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Mahrvel  Low  Pressure  Burner .  859-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Maxon  Oil  Burner  (New  Style) .  1026-22-SA 

May  Oil  Burner .  68-24-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Monarch  Industrial  Oil  Burner .  133-35-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3  and  MP-1 .  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 
Morse  Fuel  Oil  Burner .  820-23-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

Nichols-McCann-Harrison  Burners .  255-31-SA 

North  American  Low  Pressure  Oil  Burner...  792-26-SA 

Oilbilt  Burner  .  85-33-SA 

Oronoque  Oil  Burner .  394-30-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Peabody-Fisher  Wide  Range  Mech.  Oil  Burner  644-21-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Mechanical  Burner  and  Air  Register..  735-24-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15  . 40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner,  Model  W-AH  . 614-32-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Quigley  No.  10  Low  Pressure  Oil  Burner....  436-31-SA 
Quinn  Oil  Burning  Equipment .  367-21-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Rockwell  Fuel  Oil  Burner .  341-21-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21-SA 


606 


APPROVED  APPLIANCES 


Name  of  Burner  Calendar  No. 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S.  &  K.  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S.  K  Oil  Burner,  Model  F .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

Simplex  Turbine  Fuel  Oil  Burner .  1203-22-SA 

Standardyne  Oil  Burner .  34.34._S A 

Steam  Oil  Burner .  183-22-SA 

Stephens  Oil  Burner,  Models  No.  1  and  No.  2  146-33-SA 

Stewart  Gasifier  Oil  Burner .  146-35-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Surface  Combustion  Low  Pressure  Burner...  92-23-SA 
Syncro-Flame  Oil  Burner,  Model  R .  139-35-SA 

Tate-Jones  Fuel  Oil  Burner,  “L”  Type .  1254-24-SA 

Tate-Jones  No.  6  Oil  Burner .  1444-23-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 


Name  of  Burner  Calendar  No. 

Todd  Mechanical  Fuel  Oil  Burner .  1525-22-SA 

Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 

Todd  Rotary  Burner,  Models  A,  B  and  C _  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Todd  Steam  Atomizing  Fuel  Oil  Burner _  123-23-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Vapofier  Oil  Burner .  184-34-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wheco  Oil  Burner .  108-34-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

.820  .  19-25-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 


APPROVED  APPLIANCES 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard'  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  . 1134-22-SA 

Blackmer  Rotary  . 935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  . 372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  1 02-35- S A 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  . 492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump . 60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


607 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders. 

283-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 3S-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA — Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

S28-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

369-33-SA — S-K  Oil  Burner,  Model  G. 

77-34-SA — Packard  Fuel  Oil  Burner. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  t"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-3S-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
58-35-SA — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 


97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA — Easy  way  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 
60-36-SA — General  Automatic  Oil  Burners,  Models  A 
and  FM. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
96-36-SA — Silent  Heet  Oil  Burner,  Model  C. 

102-36-SA — Cole  Draft  Governor. 

110-36-SA — Mohawk  Oil  Burner,  Models  A  and  H. 

112-36-SA — Perfect  Automatic  Oil  Burner  (Gun  Type), 
Models  A  and  G,  Nos.  1,  2  and  3. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . . . . . 

Street . . . 

P.  O . . . .... . . . . r 

My  Subscription  is  to  begin  with  the  issue  for _ _  1936. 
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CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Rules  Directory. 

Court  Decisions. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  May  19,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  116-33-BZ,  101-32-BZ,  31- 
36-BZ  and  38-36-BZ. 

Minutes  of  Regular  Meeting,  May  19,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  349-35-BZ,  39-34-BZ,  1149- 
24-BZ,  524-31-BZ,  288-35-BZ,  275-25-BZ,  360-35-BZ, 
215-20-BZ,  577-19-BZ,  53-36-A,  1259-24-A,  65-36-A,  57- 
36-A,  107-36-A,  108-36-A,  97-36-A,  120-36-A,  123-36-A, 
134-36-A,  103-36-S,  119-36-SA,  125-36-SA,  207-35-SA, 
60-36-SA  and  96-36-SA. 

Corrections  affecting  Calendar  Numbers  1304-25-BZ,  1259- 
24-A,  15-36-SA,  641-30-BZ,  62-34-BZ,  335-35-BZ  and 
246-35-BZ. 

Approved  Fireline  Hose  Valves. 

Approved  Fuel  Oil  Fill  Pipe  Terminals. 

Specifications  for  Tank  Trucks  (Gasoline,  etc.). 

Specifications  for  Tank  Trucks  (Fuel  Oil,  etc.). 

Specifications  for  Platform  Trucks. 

Approved  Range  Oil  Burners  and  Space  Heaters. 

Fire  Retarding  Rules  for  Garages,  etc. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any. 
and  will  be  called  in  Room  1013,  Monday,  May  25,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday  June  1,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  May  20,  1936 

Cal.  No.  Department  Premises  Affected 

137-36-A . F.D . 115-117  West  45th  street, 

north  side,  180  ft.  west  of 
6th  avenue  (Block  998,  Lot 
24),  Borough  of  Manhattan, 
1108-L.C. 


138-36-BZ . D.B.B . 1096-1098  Lafayette  avenue 

and  10-16  Patchen  avenue, 
southwest  corner  (Block 
1612,  Lots  43-44),  Borough 
of  Brooklyn, 

Applic.  5309-36. 


139-36-SA . F.D . Airtemp  Oil  Burner,  Models 

A-6,  B-6  and  C-6,  Appliance. 


140-36-BZ . D.B.M . 250-252  West  93rd  street  and 

2491-2495  Broadway,  south¬ 
west  corner  (Block  1240, 
Lots  52,  53  and  56),  Bor¬ 
ough  of  Manhattan, 

N.B.  91-36. 


141-36-BZ . D.B.B . 833-835  Sutter  avenue,  north¬ 

east  corner  of  Schenck  ave¬ 
nue  (Block  4028,  Lot  35), 
Borough  of  Brooklyn, 

Applic.  6141-36. 


142-36-SA . F.D . Lochinvar  Oil  Burning  Unit, 

Appliance. 


143-36-S A . F.D . Lochinvar  Automatic  Oil 

Burning  Water  Heater, 

Appliance. 


144-36-SA . F.D . Herman  Nelson  Conversion 

Oil  Burner,  Appliance. 


145-36-BZ . D.B.Bx . 379  East  Gunhill  road  and 

3501  Webster  avenue,  north¬ 
west  corner  (Block  3356, 
Lot  220),  Borough  of  The 
Bronx,  N.B.  169-36. 

Restored  to  Calendar 

1149-24-BZ . D.B.B . 63-63*4  Schaeffer  street,  west 

side,  125  ft.  north  of  Bush- 
wick  avenue  (Block  3421, 
Lots  57  and  58),  Borough 
of  Brooklyn, 

Applic.  2563-24. 


39-34-BZ . D.B.Q . Northwest  corner  of  Pem¬ 

broke  avenue  and  West¬ 
moreland  street  ( Block 
4118,  Lot  221),  Little  Neck, 
Borough  of  Queens, 

Decision. 


207-35-SA . F.D . Cole  Hot  Blast  Oil  Heater, 

Model  915,  Appliance 


CODE 


D.B. 

H.D 


Department  of  Buildings 
. Health  Department 


D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forms  .Aug. 

Concrete  Flat  Slabs,  Rules . Mar. 

Concrete  Rules  (Hydrated  Lime)... Apr. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

F  actory  Exit  Rules . . J  une 

Fire  AJarm  Rules  (Interior) . May 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . May 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . May 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. May 

Plumbing  Rules  . . Apr. 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.Apr. 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpipe  Fireline  Rules . Mar. 

Structural  Alterations,  Reporting. .  .June 

Tank  Trucks,  Fuel  Oil,  etc . May 

Tank  Trucks,  Gasoline,  etc . May 

Wire  Glass  Rules  (Amendment  to 
Rule  SOS  of  Industrial  Code).. Apr. 


2,  1932— Vol.  17,  No.  31 
10,  1936— Vol.  21,  No.  10 
28,  1936— Vol.  21,  No.  17 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
28,  1935— Vol.  20,  No.  22 
28,  1936— Vol.  21,  No.  17 

26,  1936— Vol.  21,  No.  21 

14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

19,  1936— Vol.  21,  No.  20 

27,  1934— Vol.  19,  No.  48 

26,  1936— Vol.  21,  No.  21 

28,  1936— Vol.  21,  No.  17 

25,  1936— Vol.  21,  No.  8 
21,  1936— Vol.  21,  No.  16 

19,  1936— Vol.  21,  No.  20 
12,  1936— Vol.  21,  No.  19 

24,  1936— Vol.  21,  No.  12 
7,  1932— Vol.  17,  No.  23 

26,  1936— Vol.  21,  No.  21 
26,  1936— Vol.  21,  No.  21 

10,  1923— Vol.  8,  No.  IS 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . May 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.May 

Fuel  Oil  Pumps . May 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nor. 

Range  Oil  Burners  and  Space 

Heater . May 


5,  1935— Vol.  20,  No.  10 

26,  1936— Vol.  21,  No.  21 

5,  1936— Vol.  21,  No.  18 

26,  1936— Vol.  21,  No.  21 
19,  1936— Vol.  21,  No.  20 
19,  1936— Vol.  21,  No.  20 

26,  1935— VoL  20,  No.  48 

26,  1936— Vol.  21,  No.  21 


COURT  DECISIONS 

William  Borea  Constr.  Co.,  Inc.  v.  Murdock— October  15,  1935, 
board  granted  additional  two  year  permit  for  gasoline 
station  in  business  district  under  section  7-f,  Cal.  No. 
535-32-BZ;  premises  2300-2310  Boston  road,  northeast 
corner  Astor  avenue,  Borough  of  The  Bronx.  Justice 
McLaughlin  referred  matter  back  to  board  for  further 
consideration  as  to  character  of  section  of  city  involved 
(N.  Y.  L.  J„  May  14,  1936). 

*  *  * 

William  Borea  Constr.  Co.,  Inc.  v.  Murdock— October  15,  1935, 
board  granted  additional  two  year  permit  for  gasoline 
station  in  business  district  under  section  7-f,  Cal.  No. 
331-32-BZ;  premises  southeast  corner  Boston  road  and 
Astor  avenue,  Borough  of  The  Bronx.  Justice  Mc¬ 
Laughlin  referred  matter  back  to  board  for  further 
consideration  as  to  character  of  section  of  city  involved 
(N.  Y.  L.  J„  May  14,  1936). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  25,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

8-36- BZ. 

APPLICANT — J.  Sarsfield  Kennedy,  for  Brookmead 
Realty  Co.,  Inc.,  owner. 
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PREMISES — 137-02  to  137-06  Jamaica  avenue,  southeast 
corner  of  Van  Wyck  avenue  (Block  No.  1018,  Lot 
No.  1)^  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

51-36-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Isabelle  B.  Booth, 
owner. 

PREMISES — 153-02  Hillside  avenue  and  87-61  153rd 
street,  southeast  corner  (Block  No.  838,  Lot  No. 
13),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  sections  7e  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles  and  also  a  gasoline  service  station. 

26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein,  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

PREMISES — 145  West  51st  street,  north  side,  125  ft.  east 
of  7th  avenue  (Block  No.  1004,  Lot  No.  6),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use,  “B”  area  and  2  times 
height  district  the  alteration  of  a  hotel — which 
after  alteration  will  exceed  the  permitted  height 
and  will  not  have  the  required  yard  and  court 
space. 

64-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Minnie  Levine, 
owner. 

PREMISES — 77-34  Austin  street,  west  side,  305.55  ft. 
north  of  Union  turnpike  (Block  No.  3334,  Lot  No. 
292),  Forest  Hills,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use,  “E”  area  district  the 
erection  and  maintenance  of  a  multiple  dwelling 
not  conforming  with  the  requirements  of  an  “E” 
area  district 

61-36-BZ. 

APPLICANT — John  J.  Cromshow,  for  Abraham  B.  Cox, 
owner. 

PREMISES — 1235-1239  Second  avenue  and  248-252  East 
65th  street,  southwest  corner  (Block  No.  1419,  Lot 
Nos.  26-28),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 


MAY  26,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  26, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  1250-27-BZ — Application  of  Louis  A.  Reiter,  appli¬ 


cant,  on  behalf  of  Sam  Tanowsky, 
lessee,  reopened  May  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  of  an  additional 
building  in  a  gasoline  service  station 
for  the  housing  of  grease  pits  (appli¬ 
cation  originally  denied  by  the  board 
and  granted  by  the  Court)  ;  premises 
3465-3479  Fort  Hamilton  parkway, 
south  side,  225  ft.  west  of  Chester 
avenue  (Block  No.  5302,  Lot  No.  32), 
Borough  of  Brooklyn. 

cal.  no.  351-26-BZ — Application  of  Saul  Goldsmith,  appli¬ 
cant,  on  behalf  of  Edgemont  Realty 
Corporation,  owner,  reopened  March 
31,  1936,  under  sections  7b  and  21  of 
the  building  zone  resolution,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  extension  in 
height  of  an  existing  building  used  for 
business  purposes  (stores)  previously 
granted  by  the  board;  premises  178- 
186  Parkside  avenue  and  333-345 
Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of 
Brooklyn. 

cal.  no.  68-36-BZ — Application,  March  21,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Joseph  P.  Day,  Inc., 
owner,  to  permit  in  a  residence  use, 
“C”  area  district,  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  and,  also,  the 
omission  of  the  required  rear  yard; 
premises  40-48  Brighton  11th  street 
(Hoff  street),  west  side,  314  ft.  11  in. 
south  of  Neptune  avenue  (Block  No. 
7516,  Lot  No.  2386),  Borough  of 
Brooklyn. 

cal.  no.  69-36-BZ — Application,  March  20,  1936,  under  sec¬ 
tion  7a  of  the  building  zone  resolution, 
of  William  P.  Hennessy,  assistant 
engineer,  Department  of  Public  Build¬ 
ings  and  Offices,  applicant,  on  behalf 
of  City  of  New  York,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  building  to  be 
used  as  carpenter  shop,  welding  shop, 
asphalt  roller  storage  and  storage 
shed;  premises  5511-5629  19th  avenue, 
northeast  corner  of  57th  street  (Block 
No.  5495,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  359-35-BZ — Application,  December  20,  1935,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Thomas  Nelson,  applicant, 
substituted  for  Louis  Danancher,  on 
behalf  of  John  L.  Quenzer,  owner,  to 
permit  in  a  residence  use  “F”  area 
district  the  erection  of  a  porch  within 
the  fifteen  (15)  ft.  set  back  required 
by  the  building  zone  resolution ;  prem¬ 
ises  172-01  Grand  Central  parkway 
and  82-11  172nd  street,  northeast  cor¬ 
ner  (Block  No.  7050,  Lot  No.  1),  Ja¬ 
maica,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 
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MAY  26,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders. 

283-35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

298-35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304- 35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

305- 35- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 

York  City. 

317-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

364-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

105-36-A — 557-559  Broadway,  west  side,  101  ft.  south  of 
Prince  street  and  128-130  Mercer  street 
(Block  No.  498,  Lot  No.  9),  Borough  of 
Manhattan. 

129- 36-A — 503-507  East  72nd  street,  north  side,  98  ft.  east 

of  York  avenue  (Block  No.  1484,  Lot  No. 
5),  Borough  of  Manhattan. 

130- 36-A — 94  Bowery,  west  side,  50  ft.  8  in.  north  of 

Hester  street  (Block  No.  239,  Lot  No. 
36),  Borough  of  Manhattan. 

Variation  of  Labor  Law 

101-36-S — 199-201  South  Portland  avenue,  east  side,  84  ft. 

north  of  Atlantic  avenue  (Block  No.  2004, 
Lot  No.  5),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May 
26,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  114-36-BZ — Application,  April  30,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  V.  Burke,  applicant,  on 
behalf  of  Estate  of  Adeline  Gesner, 
owner;  D’Arcy  Parrott  and  William 
V.  Burke,  trustees,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  change 
of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  (5) 
motor  vehicles,  motor  vehicle  repair 
shop,  automobile  showroom,  and  also 
the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  330 
Bay  street,  southwest  corner  of  St. 
Julian  place  (Block  No.  503,  Lot  No. 
32),  Stapleton,  Borough  of  Richmond. 

cal.  no.  127-36-BZ — Application,  May  7,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Alex  D.  Murphy,  applicant,  on  behalf 
of  Man-Beach  Building  Corporation, 
owner,  to  permit  in  a  residence  use  and 
“F”  area  district  the  maintenance  of  a 
one-family  dwelling  located  less  than 
fifteen  (15)  ft.  from  the  building  line; 
premises  2-4  Amherst  street,  southwest 
corner  of  Shore  boulevard  (Block  No. 
7513-G,  Lot  No.  507),  Borough  of 
Brooklyn. 

cal.  no.  1392-17-BZ — Application  of  Thomas  L.  Clark,  ap¬ 
plicant,  on  behalf  of  Jess  Lewis,  Inc., 


lessee,  reopened  May  12,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  a  garage  for 
more  than  five  (5)  motor  vehicles 
(previously  granted  by  the  board)  by 
providing  door  opening  in  the  rear  wall 
and  the  maintenance  of  a  motor  vehi¬ 
cle  repair  shop;  premises  2201-2211 
Tilden  avenue,  north  side,  143  ft.  west 
of  Bedford  avenue  (Block  No.  5126, 
Lot  No.  62),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  1,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

424-19-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Henry  W. 
Newman,  owner. 

PREMISES— 2275-2291  Bedford  avenue  and  2301-2309 
Albemarle  road,  northeast  corner  (Block  No.  5110, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  24,  1935), 

TO  PERMIT  in  a  business  district  the  alteration  and 
change  of  occupancy  of  part  of  a  garage  for  more 
than  five  (5)  motor  vehicles  (previously  granted 
by  the  board),  so  as  to  include  a  gasoline  service 
station. 

66-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Progressive  Syna¬ 
gogue,  owner. 

PREMISES — 1515  46th  street,  north  side,  98  ft.  east  of 
15th  avenue  (Block  No.  5433,  Lot  No.  72),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use,  “D”  area  district,  the 
extension  of  a  building  (church)  ;  the  proposed 
extension  not  conforming  with  “D”  area  require¬ 
ments. 

92-36-BZ. 

APPLICANT — Hirsh,  Newman,  Reass  &  Becker,  for 
Consolidated  Biological  Products,  Inc.,  owner. 

PREMISES — 109-131  West  50th  street,  north  side,  and 
110-130  West  51st  street,  south  side,  105  ft.  west 
of  Sixth  avenue  (Block  No.  1003,  Lot  No.  17), 
Borough  of  Manhattan. 

APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  business  district  the  parking  or  storage 
of  more  than  five  (5)  motor  vehicles. 

59-36-BZ. 

APPLICANT — Larry  Meltzer,  for  May  L.  Haberle, 
owner. 

PREMISES — 254-09  Hillside  avenue,  northeast  corner  of 
Little  Neck  parkway  (Block  No.  8766,  Lot  No.  1), 
Bayside,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

JUNE  2,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
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ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  2, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters: 

cal.  no.  191-34-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  The  Hermitage 
Corporation,  owner,  reopened  May  5, 
1936,  under  section  7 h  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years;  premises 
2087  Boston  road,  west  side,  165.08 
ft.  south  of  East  180th  street  (Block 
No.  3137,  part  of  Lot  No.  20),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  52-36-BZ — Application,  March  9,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Benjamin  Hinerfeld,  Special  Dep¬ 
uty  Superintendent  of  Banks  of  the 
State  of  New  York,  for  Bank  of  Eu¬ 
rope  Trust  Company,  owner,  to  permit 
in  a  business  district  the  change  of 
occupancy  of  an  existing  building  to 
an  iron  and  wire  works ;  premises  218 
East  97th  street,  south  side,  285  ft. 
east  of  Third  avenue  (Block  No.  1646, 
Lot  No.  37),  Borough  of  Manhattan. 

cal.  no.  352-29-BZ — Application  of  Leo  Pincus,  applicant, 
on  behalf  of  Rose  Chizner  Realty 
Corporation,  owner,  reopened  March 
10,  1936,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (application 
for  a  garage  for  more  than  five  (5) 
motor  vehicles  and  gasoline  service 
station  on  the  same  premises  previ¬ 
ously  denied  by  the  board)  ;  premises 
212-220  East  98th  street,  southwest 
corner  of  Kings  highway  (Block  No. 
4633,  Lot  No.  34),  Borough  of  Brook¬ 
lyn. 

cal.  no.  339-35-BZ — Application,  November  27,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jacob  M.  Aufrecht,  applicant, 
on  behalf  of  William  A.  Kissam, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station;  premises  777- 
787  Metropolitan  avenue  and  377  Hum¬ 
boldt  street,  northwest  corner  (Block 
No.  2760,  Lot  Nos.  28  and  29),  Bor¬ 
ough  of  Brooklyn. 


JUNE  2,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

74- 36-A— 800  Lefferts  avenue,  south  side,  34  ft.  6 in. 

west  of  Schenectady  avenue  and  849  East  New 
York  avenue,  north  side,  25  ft.  4}4  in.  west  of 
Schenectady  avenue  (Block  No.  1429,  Lot  Nos. 
32,  36  and  43),  Borough  of  Brooklyn. 

75- 36-A — North  side  of  Ninth  street,  368  ft.  east  of  Fifth 

avenue  (Block  No.  1005,  Lot  No.  59  and  part 
of  Lot  No.  57),  Borough  of  Brooklyn. 


76-36-A — 2363-2373  Bedford  avenue,  east  side,  158  ft.  3 Y\ 
in.  south  of  Tilden  avenue  (Block  No.  5135, 
part  of  Lot  No.  53),  Borough  of  Brooklyn. 

78-36-A — 705-711  Franklin  avenue,  northeast  corner  of 
Park  place  (Block  No.  1231,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
2,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  528-31-BZ — Application  of  George  W.  Horr,  ap¬ 
plicant  and  owner,  reopened  May  12, 
1936,  for  consideration  as  to  extension 
of  permit — re  Application,  previously 
granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  maintenance  of  a 
gasoline  service  station  for  a  tempo¬ 
rary  period  of  two  (2)  years ;  prem¬ 
ises  70-52  Kissena  boulevard,  north¬ 
west  corner  of  70th  road  (Block  No. 
2235,  Lot  No.  1),  Flushing,  Borough 
of  Queens. 

cal.  no.  77-32-BZ — Application  of  Joseph  Lagana  and  Paul 
Lagana,  applicants  and  owners,  re¬ 
opened  May  12,  1936,  for  consideration 
as  to  extension  of  permit — re  Applica¬ 
tion,  previously  granted  under  section 
7f  of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  district  the 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period  of  two 
(2)  years;  premises  northeast  corner 
of  Nassau  boulevard  and  Utopia  park¬ 
way  (Block  No.  2785,  Lot  No.  5), 
Flushing,  Borough  of  Queens. 

cal.  no.  349-35-BZ — Application,  December  12,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Bulkley  and  Horton  Company, 
applicant,  on  behalf  of  T.  A.  Clarke 
Company  and  Gulf  Refining  Company, 
owners,  to  permit  in  a  business  district 
the  extension  of  an  existing  gasoline 
service  station;  premises  1119-1143  At¬ 
lantic  avenue  and  1296-1312  Bedford 
avenue,  northwest  corner  (Block  No. 
2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  8,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

1552-21-BZ. 

APPLICANT — Alexander  H.  Rockmore,  for  Beatrice  R. 
Freeman,  owner. 

PREMISES — 718-720  Coney  Island  avenue,  west  side,  300 
ft.  9)4  in.  north  of  Cortelyou  road  (Block  No. 
5378,  Lot  No.  28),  Borough  of  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  January  14,  1936), 
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TO  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop  (previously  granted  by 
the  board  for  minor  repairs). 

37-36-BZ. 

APPLICANT — Nordlinger,  Riegelman  and  Cooper,  for 
Joseph  P.  Day,  Inc.,  owner. 

PREMISES — 2-12  Neptune  avenue,  southwest  corner  of 
Shore  boulevard  (Block  No.  7516,  Lot  No.  35), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station  and,  also,  the  parking 
of  more  than  five  (5)  motor  vehicles. 

80-36-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Ammek  Realty 

Corporation,  owner. 

PREMISES — 1398  Grand  Concourse  and  204  East  170th 
street,  southeast  corner  (Block  No.  2831,  Lot  No. 
48).  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  of  part  of  the  first  story  of 
an  existing  multiple  dwelling  from  residence  to 
business  use  (stores). 

72-36-BZ. 

APPLICANT — Rosdniw  Company,  Inc.,  for  Estate  of 
Thomas  Snell,  owner,  The  Manufacturers  Trust 
Co.,  trustee. 

PREMISES — 322-332  Lexington  avenue  and  130  East  39th 
street,  southwest  corner  (Block  No.  894,  Lot  No. 
71),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7b  and  7c  of  the  building 
zone  resolution, 

TO  PERMIT  the  extension,  from  a  retail  use  district  into 
a  residence  use  district,  of  a  business  use  (store) 
on  part  of  the  first  story  of  a  residence  building. 


JUNE  9,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
9,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 

cal.  no.  1149-24-BZ — Application  of  Herman  W.  J.  Burn¬ 
ing,  applicant  and  owner,  reopened 
May  19,  1936,  for  consideration  as  to 
extension  of  permit — re  Application, 
previously  granted  under  section  21  of 
the  building  zone  resolution,  permit¬ 
ting  in  a  residence  district  the  mainte¬ 
nance  of  an  existing  garage  for  six 
(6)  motor  vehicles  for  a  temporary 


period ;  premises  63-63J4  Schaeffer 
street,  west  side,  125  ft.  north  of  Bush- 
wick  avenue  (Block  No.  3421,  Lot  Nos. 
57  and  58),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  16,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  16, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  293-17-BZ — Application  of  Vendome  Service  Cor¬ 
poration,  applicant  and  lessee,  on  be¬ 
half  of  Estate  of  Julia  Cameron, 
owner,  City  Bank  Farmers  Trust  Co., 
trustee,  reopened  January  28,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district,  the  change  of  occupancy  of  an 
existing  building  from  a  business 
building  (previously  granted  by  the 
board)  to  a  motor  vehicle  repair  shop 
and  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  403-413  West 
124th  street,  north  side,  100  ft.  west  of 
Morningside  avenue  and  2-4  LaSalle 
place  (Block  No.  1965,  Lot  No.  22), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  23,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  23, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  39-34-BZ — Application  of  Hlavac  and  Dlouhy, 
applicants,  on  behalf  of  Little  Neck 
Investors,  Inc.,  owner,  reopened  May 
19,  1936,  for  consideration  as  to  exten¬ 
sion  of  permit  and  amendment  of  reso¬ 
lution  of  June  26,  1934 — re  Applica¬ 
tion,  previously  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  residence  district  the 
change  of  occupancy  of  an  existing 
building  to  business  use  (restaurant) 
for  a  temporary  period  of  two  (2) 
years;  premises  northwest  corner  of 
Pembroke  avenue  and  Westmoreland 
street  (Block  No.  4118,  Lot  No.  221), 
Little  Neck,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 


Applications,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each— postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MAY  19,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  May  12,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon 
May  12,  1936,  were  approved,  subject  to  correction  of 
typographical  errors,  in  Bulletin  No.  20,  Vol.  XXI. 


BUILDING  ZONE  CASES 

116-33-BZ. 

APPLICANT — Frank  E.  Vitolo,  for  Katherine  Alberti, 
owner. 

SUBJECT — Application  reopened  April  28,  1936,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
April  10,  1934,  to  permit  the  installation  of  gaso¬ 
line  tanks  and  the  occupancy  of  the  portion  of 
building  now  erected  for  storage  of  pleasure  cars, 
pending  construction  of  the  proposed  extension 
(previously  granted  by  the  board  under  sections 
7e  and  21  of  the  building  zone  resolution). 
PREMISES  AFFECTED — 50-56  Downing  street  and  214- 
218  West  Houston  street,  north  side,  159  ft.  6J4 
in.  east  of  Varick  street  (Block  No.  528,  Lot  Nos. 
13,  28,  29,  30  and  31),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Frank  J.  Alberti  and  Frank  E. 
Vitolo. 

For  Opposition:  Louis  A.  Jackson. 

ACTION  OF  BOARD — Application  withdrawn  upon  re¬ 
quest  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


101-32-BZ. 

APPLICANT — Samuel  Greenbaum,  for  Thema  Rosen, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  district  for  a 
period  not  greater  than  two  (2)  years,  the  park¬ 
ing  or  storage  of  more  than  five  (5)  motor 
vehicles  on  a  lot  or  plot  unbuilt  upon  (reopened 
February  18,  1936). 

PREMISES  AFFECTED — 2871  Bailey  avenue,  west  side, 
107.59  ft.  south  of  West  230th  street  (Block  No. 
3264,  Lot  No.  79  and  part  of  Lot  No.  70),  Bor¬ 
ough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Samuel  Greenbaum  and  Philip 
Rosen. 

For  Opposition :  William  R.  Stevens,  Charles  V. 
Chamberlain  and  William  F.  Walsh. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . 0 


THE  RESOLUTION— 

(101-32-BZ) 

Whereas,  this  application  affecting  premises  2871  Bailey 
avenue,  west  side,  107.59  ft.  south  of  West  230th  street 


(Block  No.  3264,  Lot  No.  79  and  part  of  Lot  No.  70), 
Borough  of  The  Bronx,  was  filed  February  29,  1932,  and 
a  variation  granted  under  section  21  for  the  erection  of 
a  garage  for  more  than  5  motor  vehicles,  plans  approved 
July  8,  1932,  for  a  colony  of  individual  garages,  office  and 
grease  pits,  on  September  23,  1932,  modified  plans  were 
approved,  on  November  14,  1933;  the  application  was  re¬ 
opened  for  consideration  as  to  the  inclusion  of  a  gaso¬ 
line  service  station,  and  on  January  23,  1934,  a  variation 
was  granted  permitting  two  gasoline  pumps  and  two  tanks 
for  use  on  premises  only,  no  gasoline  to  be  sold  to  the 
public.  On  March  5,  1935,  this  application  was  reopened 
for  consideration  as  to  an  open  air  parking  space  for  more 
than  5  motor  vehicles  in  addition  to  the  variations  pre¬ 
viously  granted.  This  application  was  denied  September 
17,  1935;  and 

Whereas,  Samuel  Greenbaum,  for  Thema  Rosen, 
owner,  requested  a  reopening  of  the  case  to  permit  under 
section  7H  of  the  building  zone  resolution  in  a  business 
use  district  the  parking  and  storage  of  more  than  5  motor 
vehicles  on  a  lot  or  plot  unbuilt  upon  for  a  period  not 
greater  than  two  (2)  years ;  and 
Whereas,  this  application  was  reopened  by  vote  of  the 
board  February  18,  1936;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  19,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bailey  avenue  is  in  a  busi¬ 
ness  and  residence  district;  Exterior  street  is  in  an  unre¬ 
stricted  district  and  West  230th  street  is  in  a  business  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  October  8,  1935,  reads : 

“Your  request  of  October  7,  1935,  for  a  certificate 
of  occupancy  for  Mrs.  Thema  Rosen,  owner,  for 
an  open  air  station  for  the  parking  of  more  than 
five  (5)  motor  vehicles  on  plot  at  2871  Bailey  Ave¬ 
nue,  west  side,  107.59  ft.  south  of  West  230th  Street, 
in  the  Borough  of  The  Bronx,  170.77  ft.  frontage, 
part  of  Lots  70-79,  Block  3264,  is  hereby  denied,  as 
the  premises  are  located  in  a  business  district  in 
which  the  parking  or  storage  of  more  than  five  (5) 
motor  vehicles  on  said  premises  is  prohibited  by  the 
provisions  of  the  building  zone  resolution.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  282.77  ft.  and  a  maximum  depth  of 
206  ft.;  upon  the  south  portion  (112  ft.)  of  the  plot  there 
are  located  50  individual  garages.  It  is  proposed  to  use 
the  north  portion  of<  the  plot  having  a  frontage  of  170.77 
ft.  as  a  parking  space  for  more  than  5  motor  vehicles  for 
a  period  not  greater  than  2  years ;  and 

Whereas,  the  plot  had  been  previously  inspected  by  a 
committee  of  the  board;  and 
Whereas,  the  board  is  empowered  under  section  7H 
of  the  building  zone  resolution  to  permit,  where  it  sees  fit, 
the  parking  or  storage  of  more  than  5  motor  vehicles  on 
a  lot  or  plot  unbuilt  upon  for  a  period  not  greater  than 
2  years ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  7H 
of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  7H,  for  a  period  of  2  years  from  the  date  of  this 
action,  to  permit  the  plot  consisting  of  the  northerly 
portion  of  Lot  70  and  Lot  79,  now  vacant  and  unbuilt 
upon,  to  be  used  for  parking  and  storage  of  automobiles, 
on  condition  that  the  plot  shall  be  graded  substantially 
to  the  level  of  Bailey  avenue ;  that  there  shall  be  con- 
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structed  on  the  rear  line  parallel  to  the  New  York  Cen¬ 
tral  right-of-way  a  concrete  retaining  wall  of  sufficient 
height  to  protect  the  right-of-way;  that  this  plot  shall 
be  drained  toward  Bailey  avenue ;  that  there  shall  be 
erected  on  or  near  the  rear  line  and  on  the  interior  lot 
lines  and  on  the  front  building  line  along  Bailey  avenue 
a  substantial  wooden  fence  not  less  than  4  ft.  in  height 
and  kept  painted ;  that  no  portion  of  the  plot  shall  be 
used  for  parking  within  25  ft.  of  the  northerly  garages ; 
that  the  plot  shall  be  covered  with  gravel  or  steam  cin¬ 
ders  ;  that  there  shall  be  not  over  one  opening  to  the 
proposed  parking  space  located  approximately  in  the 
center  of  the  parking  area  at  the  Bailey  avenue  building 
line  with  a  curb  cut  opposite  not  exceeding  25  ft.  in  width ; 
that  no  cars  shall  be  permitted  to  be  parked  or  stored  other 
than  those  which  are  in  good  mechanical  condition,  capable 
of  being  operated;  that  pleasure  vehicles  only  shall  be  so 
stored  or  parked ;  that  any  lights  for  illumination  shall  be 
on  standards  with  metal  reflectors  reflecting  downwardly 
and  toward  the  parking  space;  that  no  part  of  this  park¬ 
ing  space  shall  be  used  for  any  use  than  herein  permitted ; 
that  sufficient  wide  lanes  shall  be  maintained  at  all  times 
to  permit  entrance  and  exit ;  that  signs  shall  be  restricted 
solely  to  one  sign  on  the  front  of  the  property  advertising 
its  use  as  a  parking  lot  and  with  the  rates  to  be  charged ; 
that  no  structure  shall  be  erected  on  the  parking  area  ex¬ 
cept  a  small  office  for  the  attendant;  that  the  existing 
grease  pits,  if  located  within  the  parking  area,  shall  be 
removed ;  that  all  permits  shall  be  obtained  within  three 
months. 


31-36-BZ. 

APPLICANT — Adam  Koser,  for  John  Benson,  owner. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building  having 
a  store  on  the  first  story  and  dwellings  above. 
PREMISES  AFFECTED — 631  Henderson  avenue  and  169 
Elm  street,  northeast  corner  (Block  No.  157,  Lot 
No.  170),  West  New  Brighton,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant :  Edward  G.  Baker  and  Adam 
Koser. 

For  Opposition:  John  R.  Peddy. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(31-36-BZ) 

Whereas,  Adam  Koser,  for  John  Benson,  owner,  filed 
February  14,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  residence  district  the  erection 
and  maintenance  of  a  building  having  a  store  on  the  first 
story  and  dwellings  above;  premises:  631  Henderson  ave¬ 
nue  and  169  Elm  street,  northeast  corner  (Block  No.  157, 
Lot  No.  170),  West  New  Brighton,  Borough  of  Rich¬ 
mond;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  19,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Henderson  avenue  is  in 
a  business  and  residence  district ;  Elm  avenue  is  in  a  resi¬ 
dence  and  business  district  and  Bement  avenue  is  in  a 
residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  5,  1936,  reads : 

“Your  application  New  Building  No.  14/1936  for 


the  construction  of  a  store  and  dwelling  on  the  north¬ 
east  corner  of  Henderson  Avenue  and  Elm  Street, 
Borough  of  Richmond,  is  hereby  disapproved,  it  being 
contrary  to  the  Zoning  Resolution.  This  location  is 
in  a  residence  use  district  “C”  area  district,  business 
being  prohibited.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  30  ft.  4  in.  on  Henderson  avenue  and 
86  ft.  on  Elm  street,  upon  which  it  is  proposed  to  erect 
a  three  (3)  story  frame  and  brick  veneer  building  to  be 
occupied  as  a  store  on  the  first  story  and  dwellings  above; 
and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  this  particular  plot 
and  the  area;  and 

.  Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21,  to  permit  the  erection  on  the  plot  under  appeal  of  a 
2^4-story  building,  generally  as  indicated  on  plans  filed 
with  this  appeal,  and  permitting  the  ground  floor  therein 
to  be  used  as  a  retail  store,  on  condition  that  there  shall 
be  no  signs  or  show  windows  on  Elm  street  beyond  a  dis¬ 
tance  of  8  ft.  from  the  northerly  building  line  of  Hender¬ 
son  avenue;  that  the  building  shall  set  back  from  Elm 
street  for  a  distance  of  at  least  6  ft. ;  that  this  area  shall 
at  all  times  be  kept  in  a  neat  condition  and  shall  be 
sodded  and  planted  with  shrubs;  that  the  building  shall 
not  be  nearer  the  easterly  building  line  than  3  ft. ;  that  in 
all  other  respects  the  building  and  use  thereof  shall  con¬ 
form  with  the  requirements  of  the  residential  district; 
and  that  all  permits  shall  be  obtained  within  six  months 
and  all  work  shall  be  completed  within  one  year  from 
the  date  of  this  action. 


38-36-BZ. 


APPLICANT — Lama  and  Proskauer,  for  Broad  Holding 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 32-01  Utopia  parkway,  south¬ 
west  corner  of  Cross  Island  boulevard  (Block  No. 
4939,  Lot  No.  1),  Bayside,  Borough  of  Queens. 
APPEARANCES— 


For  Applicant:  Alfred  A.  Lama  and  Wm.  Shor- 
enstein. 

For  Opposition:  Myron  R.  Lasker,  Paul  Cohn, 
Patrick  J.  McDonald,  Justin  Peribonis,  Wil¬ 
liam  E.  Daily,  Helen  Tartak,  Daisy  Holroyd, 
O.  J.  Herberman  and  Charles  Reynoha. 

ACTION  OF  THE  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Absent  .  (j 


THE  RESOLUTION— 

(38-36-BZ) 

Whereas,  Lama  and  Proskauer,  for  Broad  Holding 
Corporation,  owner,  filed  February  20,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline  service 
station ;  premises :  32-01  Utopia  parkway,  southwest  cor¬ 
ner  of  Cross  Island  boulevard  (Block  No.  4939,  Lot  No. 
1),  Bayside,  Borough  of  Queens;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  19,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Utopia  parkway  is  in  a 
residence  and  business  district;  Cross  Island  boulevard 
is  in  a  business  district;  32nd  avenue  is  in  a  business  and 
residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  19,  1936  (App.  No.  5084/35),  reads: 

“1.  The  erection  of  a  gasoline  service  station  in 
a  business  district  is  contrary  to  section  4  of  the 
zoning  law.” 

and 

Whereas,  the  premises  consist  of  an  irregularly  shaped 
plot  of  ground  having  a  frontage  of  54  ft.  4  in.  on  32nd 
avenue,  83  ft.  4  in.  on  Utopia  parkway  and  75  ft.  9  in.  on 
Cross  Island  boulevard,  upon  which  it  is  proposed  to  erect 
a  one-story  office,  automobile  laundry  and  lubritorium 


structure  54  ft.  4  in.  by  22  ft.  in  area  and,  also,  to  install 
the  necessary  tanks  and  pumps  for  a  gasoline  service  sta¬ 
tion  ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  this  particular  plot 
and  the  area;  and 

Whereas,  the  board  deemed  that  while  the  plot  is  small 
due  to  the  area  taken  away  by  the  widening  of  Utopia 
parkway  and  Cross  Island  boulevard,  still,  considering 
the  development  of  the  immediate  vicinity  with  high-class 
homes,  it  would  not  be  advisable  to  use  its  discretion  in 
granting  a  gasoline  service  station  on  this  particular  plot. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


Adjourned,  12:20  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MAY  19,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

349-35-BZ. 

APPLICANT — Bulkley  &  Horton  Company,  for  T.  A. 
Clarke  Company,  and  Gulf  Refining  Company, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
extension  of  an  existing  gasoline  service  station. 
PREMISES  AFFECTED — 1119-1143  Atlantic  avenue  and 
1296-1312  Bedford  avenue,  northwest  corner 
(Block  No.  2022,  Lot  Nos.  1  and  37),  Borough  of 
Broooklyn. 

APPEARANCES— 

For  Applicant :  G.  E.  Wolfe  and  C.  J.  Keating. 
For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  June  2,  1936,  at  2 
p.m.,  revised  plans  to  be  submitted  to  board  not 
later  than  May  29,  1936. 


39-34-BZ. 

APPLICANT — Hlavac  &  Dlouhy,  for  Little  Neck  Invest¬ 
ors,  Inc.,  owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit  and  amendment  of  resolution — re  Application 
(decision  of  the  commissioner  of  buildings)  un¬ 
der  section  21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  to  business  use 
(restaurant)  for  a  temporary  period  of  two  (2) 
years. 

PREMISES  AFFECTED — Northwest  corner  of  Pem¬ 
broke  avenue  and  Westmoreland  street  (Block 
No.  4118,  Lot  No.  221),  Little  Neck,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Albert  Hlavac. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  June  23,  1936,  at 


10  a.m.  Applicant  to  notify  property  owners  in 
the  affected  area  by  regular  mail  not  later  than 
June  10,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


1149-24-BZ. 

APPLICANT — Herman  W.  J.  Bruning,  owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  previously  granted  under  section 
21  of  the  building  zone  resolution,  permitting  in  a 
residence  district  the  maintenance  of  an  existing 
garage  for  six  (6)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years. 

PREMISES  AFFECTED— 63-63J4  Schaeffer  street,  west 
side,  125  ft.  north  of  Bush  wick  avenue  (Block  No. 
3421,  Lot  Nos.  57  and  58),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Herman  W.  J.  Bruning. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  June  9,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


524-3 1-BZ. 

APPLICANT— J.  Nelson  Cooper,  for  President  &  Fel¬ 
lows  of  Harvard  College,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  business  building 
for  retail  store  purposes.  (Reopened  May  12, 
1936,  for  amendment  of  resolution.) 

PREMISES  AFFECTED— 2332-2340  Grand  Concourse 
and  boulevard,  2331-2345  Ryer  avenue  and  244 
Field  place  (Block  No.  3159,  Lot  Nos.  13,  14,  15, 
19  and  23),  Borough  of  The  Bronx. 
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APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  withdrawn  upon  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


288-35-BZ. 

APPLICANT— August  Meyers,  for  Home  Title  Insurance 
Co.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7-H  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  extending  into  a  residence  use  district,  the 
use  of  a  plot  of  ground  as  a  parking  space  for 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 118-50  Metropolitan  avenue, 
south  side,  west  of  Lefferts  boulevard  (Block  No. 
3322,  Lot  No.  25),  Kew  Gardens,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(288-35-BZ) 

Whereas,  this  application,  affecting  premises  118-50 
Metropolitan  avenue,  south  side,  west  of  Lefferts  boulevard 
(Block  No.  3322,  Lot  No.  25),  Kew  Gardens,  Borough  of 
Queens,  was  filed  with  the  Board  of  Standards  and  Ap¬ 
peals  on  October  21,  1935 ;  and 

Whereas,  the  applicant  failed  to  complete  his  papers, 
although  duly  notified  to  do  so.  , 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


275-25-BZ. 

APPLICANT— John  J.  Beatty,  for  Mary  T.  Beatty, 
owner. 

SUBJECT— Application  reopened  April  21,  1936,  re  (de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  alteration  of  a 
garage  for  more  than  five  (5)  motor  vehicles 
(permission  to  erect  which  was  previously  granted 
by  the  board)  so  as  to  provide  a  vehicular  open¬ 
ing  at  rear  with  passageway  across  the  rear  lot  to 
Montgomery  street. 

PREMISES  AFFECTED— 88-110  Crown  street,  south 
side,  220  ft.  west  of  Bedford  avenue  (Block  No. 
1294,  Lot  No.  22),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  T.  Beatty. 

For  Opposition :  M.  W.  Sanetz. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh... .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(275-25-BZ) 

Whereas,  Leo  Sheridan,  owner,  filed,  March  11,  1925, 
an  application,  under  the  building  zone  resolution,  to  permit 


in  a  business  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  88-110  Crown  street,  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  May  25,  1926,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and  _ 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Crown  street,  Montgomery 
street  and  Bedford  avenue  are  all  in  business  districts  ;  and 
Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  March  10,  1925,  reads : 

“The  erection  of  a  public  garage  for  more  than  five 
motor  vehicles  in  a  business  district.  Denied.” ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  240'  ft. 
and  a  depth  of  131  ft.;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  the  board  deemed  it  would  be  a  hardship  and 
practical  difficulties  in  the  way  of  carrying  out  the  strict 
letter  of  the  building  zone  resolution ;  and 

Whereas,  the  premises  is  to  be  used  as  an  automobile 
manufacturer’s  sales  agency  and  distributing  station  for 
automobiles  in  live  storage  which  are  property  of  the  agent 
or  operator  of  the  premises  ;  and 
Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  May  25,  1926,  on  certain  conditions,  and  appli¬ 
cant  requests  a  modification  of  these  conditions,  and  under 
date  of  November  25,  1930,  the  owner,  through  his  attor¬ 
ney,  requested  a  modification  as  to  ceiling  construction ;  and 
Whereas,  the  resolution  adopted  December  23,  1930, 
reads  as  follows : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  building  shall  be  restricted  to  a  one- 
story  structure  in  height  above  grade,  subdivided  into 
three  areas  by  walls  of  approved  masonry,  running 
above  the  roof,  with  not  more  than  two  openings  in 
each  partition,  equipped  with  self-closing  fireproof 
doors  and  one  opening  not  exceeding  4  ft.  in  width 
from  the  centre  section  of  building  to  the  office;  that 
the  two  sections  of  the  basement  story  shall  not  exceed 
66  ft.  on  the  street  fronts,  the  structure,  at  the  centre 
of  the  premises  to  be  maintained  without  any  cellar; 
that  the  rear  and  gable^  walls  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  the 
entire  premises  shall  be  equipped  with  an  approved 
one-source  sprinkler  system  with  not  less  than  4  in. 
connection  to  the  city  main ;  that  the  garage  shall  be 
erected  fireproof,  other  than  the  roof  construction, 
which  shall  be  of  flat  design  and  fire  retarded  on  the 
under  side  with  sheet  rock  plaster  board ;  that  a  2}4- 
inch  fire  line  connected  to  the  city  main  shall  be  pro¬ 
vided  on  the  interior,  at  the  front  of  the  building,  at 
each  opening,  equipped  with  not  less  than  100  ft.  of 
2^4-inch  hose ;  that  all  required  permits  shall  be  ob¬ 
tained  within  ninety  days  and  the  work  completed  within 
six  months  from  the  date  of  this  action:  that  the  busi¬ 
ness  conducted  on  the  premises  be  confined  to  that 
commonly  known  as  service  station  for  automobiles. 

and 

Whereas,  on  March  20,  1936,  John  J.  Beatty,  applicant 
for  Mary  T.  Beatty,  owner,  requested  an  amendment  to 
the  application  and  to  the  resolution  adopted  December 
23,  1930,  affecting  premises  88-110  Crown  street,  south 
side,  220  ft.  west  of  Bedford  avenue  (Block  No.  1294, 
Lot  No.  22),  Borough  of  Brooklyn,  so  as  to  permit  the 
construction  of  new  windows  and  a  door  through  the  cel¬ 
lar  wall  opening  upon  adjoining  premises  to  the  rear 
known  as  Lot  No.  68,  Block  No.  129,  in  the  ownership 
of  Ebbetts-McKeever  Exhibition  Company,  Inc.,  to  per¬ 
mit  access  across  this  lot,  through  a  temporary  right-of- 
way  20  ft.  in  width  to  Montgomery  street  for  passage  of 
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motor  vehicles  consisting  of  snow  removal  machinery  be¬ 
longing  to  the  department  of  sanitation  of  the  City  of 
New  York ;  and 

Whereas,  a  lease  has  been  entered  into  between  the 
owner  and  the  department  of  sanitation  of  the  City  of 
New  York  for  one  year  with  option  of  renewal  and  the 
department  desires  to  use  the  cellar  at  the  easterly  end 
for  storage  of  heavy  snow  removal  equipment  during 
the  months  when  it  will  not  be  in  use,  which  equipment 
is  too  large  to  move  down  the  existing  interior  ramp;  and 
Whereas,  the  committee  of  the  board  has  inspected  the 
site  and  recommends  that  the  application  be  granted  for 
a  temporary  period  of  one  year,  provided  the  conditions 
as  described  are  maintained  and  also  that  during  the 
winter  months  this  equipment  will  be  housed  elsewhere 
throughout  the  city;  the  proposed  passage  across  Lot  No. 
68  to  be  for  access  for  summer  storage  only ;  and 
Whereas,  the  board  deems  that  sufficient  temporary 
hardship  exists  to  justify  the  board’s  amending  the  reso¬ 
lution  as  adopted  on  December  23,  1930,  so  as  to  include 
the  additional  relief  sought. 

Resolved,  that  the  resolution  adopted  December  23,  1930, 
be  and  it  hereby  is  amended  by  adding  thereto  the  fol¬ 
lowing  : 

“that  an  exterior  door  and  windows  may  be  con¬ 
structed  in  the  rear  cellar  wall  toward  the  easterly 
portion  of  the  building  as  indicated  on  plans  marked 
‘Received  May  19,  1936’,  and  passage  20  ft.  in  width 
may  be  maintained  across  Lot  No.  68,  as  indicated 
on  said  plans,  to  permit  entrance  to  and  exit  from 
the  cellar  of  the  garage  for  snow  removal  machin¬ 
ery  of  the  department  of  sanitation  of  the  City  of 
New  York  for  a  period  of  one  year  from  the  date 
of  this  resolution.” 


360-35-BZ. 

APPLICANT — Irving  Proskauer,  for  Antoinette  La 
Porta,  Andrew  Guagenti  and  Mamie  Spinelly, 
owners. 

SUBJECT— Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
extension  of  an  existing  gasoline  station  and  also 
the  inclusion  of  a  brake  testing  room. 

PREMISES  AFFECTED— 2549-2557  Coney  Island  ave¬ 
nue,  northeast  corner  of  Gravesend  Neck  road 
(Block  No.  7371,  Lot  Nos.  68  and  70),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Aoplicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(360-35-BZ) 


Whereas,  Lama  and  Proskauer,  for  Antoinette  LaPorta, 
Andrew  Guagenti  and  Mamie  Spinelly,  owners,  filed  De¬ 
cember  2,  1935,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  district  the  extension 
of  an  existing  gasoline  service  station  and  also  the  inclu¬ 
sion  of  a  brake  testing  room ;  premises  :  2549-2557  Coney 
Island  avenue,  northeast  corner  of  Gravesend  Neck  road 
(Block  No.  7371,  Lot  Nos.  68  and  70),  Borough  of  Brook¬ 
lyn;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Coney  Island  avenue 
is  in  a  business  district;  Gravesend  Neck  road  is  in  a 
business  district  and  East  12th  street  is  in  a  residence 
and  business  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  December  19,  1935,  re  N.  B.  16011-35,  reads: 

“1.  The  extension  of  the  existing  gasoline  station 
in  a  business  district  and  the  erection  of  accessory 
buildings,  including  lubricating  room,  brake  service, 
battery  room  and  auto  laundry,  in  connection  with 
said  gasoline  station,  is  in  violation  of  Art.  II,  Sec. 
4  (a46)  of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  82  ft.  11  in.  on 
Coney  Island  avenue,  101  ft.  on  Gravesend  Neck  road  and 
a  distance  of  100  ft.  along  the  north  lot  line.  There  is 
located  on  the  south  portion  of  this  plot  a  gasoline  service 
station,  plans  for  which  were  approved  January  5,  1924, 
application  No.  1778-23;  according  to  information  con¬ 
tained  in  Fire  Department  folder  re,  these  premises,  the 
existing  station  has  a  frontage  of  101  ft.  on  Gravesend 
Neck  road,  a  distance  of  28  ft.  9  in.  along  the  east  lot 
line,  100  ft.  along  the  north  lot  line  and  a  frontage  of  42 
ft.  11  in.  on  Coney  Island  avenue;  there  are  three  (3) 
550  gallon  tanks  installed.  It  is  proposed  to  increase  the 
area  of  this  gas  station  by  adding  (to  the  north)  an  addi¬ 
tional  plot  of  ground  and  erecting  thereon  a  one-story 
structure  100  ft.  by  40  ft.,  irregular,  to  be  used  as  an  auto 
laundry,  battery  room,  brake  service,  lubricating  room  and 
stores.  It  is  proposed  to  remove  the  present  accessory 
building  and  grease  pits— the  other  buildings  to  remain; 
and 

Whereas,  the  Board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal  under  Section  21  of  the 
building  zone  resolution ;  and 

Whereas,  this  application  was  granted  by  the  Board 
March  24,  1936,  on  certain  conditions  and  applicant  re¬ 
quested  an  amendment  of  the  resolution  as  to  size  of  store. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  of  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  permitting  the  existing  gasoline  station  at  the 
northeast  corner  of  Coney  Island  avenue  and  Gravesend 
Neck  road  to  be  extended  northerly  for  a  distance  of  40 
feet,  giving  a  total  frontage  on  Coney  Island  avenue  of 
approximately  83  ft.  and  eliminating  from  the  gasoline 
service  station  area  the  present  two-story  frame  dwelling 
and  two-car  garage  located  at  the  easterly  end  of  the 
existing  plot  facing  Gravesend  Neck  road,  on  condition 
that  there  shall  be  constructed  along  the  northerly  lot 
line,  as  indicated,  a  new  accessory  building  not  exceeding 
one-story  in  height  and  constructed  of  fireproof  materials, 
except  that  the  roof  beams,  roof  boarding,  door  frames 
and  doors,  window  frames  and  sash  may  be  of  wood, 
provided  the  weather  surfacing  is  of  non-inflammable 
material  and  the  ceilings  throughout  are  fire-retarded  in 
accordance  with  the  rules  of  the  Board  of  Standards  and 
Appeals ;  that  there  shall  be  no  windows  or  other  open¬ 
ings  to  the  adjoining  premises  to  the  north  and  east;  that 
this  accessory  building  shall  be  used  for  an  accessory 
store  not  less  than  20  ft.  in  depth  from  Coney  Island 
avenue  and  with  a  show  window  as  indicated  on  Coney 
Island  avenue  and  show  window  and  doors  on  the  splay; 
that  otherwise  the  accessory  building  shall  be  for  lubrica¬ 
tion,  office,  auto  laundry  and  room  for  charging  storage 
batteries  and  a  section  for  brake  testing,  provided  that  the 
brake  testing  section  shall  be  exclusively  for  the  testing 
and  relining  of  brakes ;  and  no  other  motor  vehicle  repair- 
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ing  permitted  on  the  premises ;  that  the  area  occupied  by 
the  present  two-story  frame  dwelling  and  two-car  garage 
eliminated  from  the  gasoline  selling  area  shall  be  com¬ 
pletely  separated  therefrom  by  a  brick  wall  not  less  than 
8  inches  in  thickness  and  suitably  coped  and  not  less  than 
6  ft.  in  height;  that  in  this  wall  there  may  be  a  3-ft. 
opening  with  swinging  gate  to  permit  access  from  the 
house  to  the  gasoline  selling  area ;  that  the  entire  area 
where  not  covered  by  accessory  buildings  shall  be  cement 
paved ;  that  curb  cuts  shall  be  limited  to  two  25-foot 
curb  cuts  from  Coney  Island  avenue  and  two  25-foot  curb 
cuts  from  Gravesend  Neck  road;  that  there  shall  be 
erected  on  the  building  line  concrete  curbs  not  less  than 
12  in.  in  width  and  not  less  than  5  in.  in  height  with 
rounded  top,  such  curbs  to  be  not  less  than  5  ft.  in  either 
direction  from  the  corner  formed  by  the  intersection  of 
Coney  Island  avenue  and  Gravesend  Neck  road  and  sec¬ 
tions  not  less  than  6  ft.  in  length  opposite  the  spaces  be¬ 
tween  the  curb  cuts ;  that  the  gasoline  pumps  shall  be 
located  not  nearer  than  12  ft.  from  any  portion  of  the 
building  line ;  that  all  existing  buildings  and  structures 
and  grease  pits  not  permitted  herein  shall  be  removed 
from  the  premises ;  that  all  signs  shall  be  limited  to  the 
illuminated  globes  of  the  pumps  and  to  permanent  flat 
signs  attached  to  the  front  of  the  accessory  building  and 
to  one  post  standard  erected  within  the  building  line  to 
carry  an  illuminated  sign  advertising  only  the  brand  of 
gasoline  on  sale,  provided  such  sign  does  not  extend  be¬ 
yond  the  building  line  for  a  distance  of  more  than  8  ft.  ; 
that  no  portable  gasoline  pumps  shall  be  used  on  or  from 
the  premises;  that  there  shall  be  no  parking  of  cars  other 
than  those  being  serviced;  that  all  permits  required  shall 
be  obtained  and  all  work  completed  within  one  year  from 
the  date  of  this  action;  that  plans  shall  be  submitted  for 
approval  by  the  chairman  in  behalf  of  the  board  before 
same  are  filed  with  the  Commissioner  of  Buildings. 


215-20-BZ. 

APPLICANT — Maxwell  A.  Cantor,  for  Henry  Motors, 
Inc.,  lessee. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  permitting  in  a  business  district,  ex¬ 
tending  into  a  residence  district,  the  erection  of  a 
garage  for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1644-1654  Bedford  avenue, 
southwest  corner  of  Crown  street  (Block  No. 
1294,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Maxwell  A.  Cantor. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(215-20-BZ) 


Whereas,  the  Decatur  Contracting  Co.,  for  Thomas 
Rockford,  owner,  filed  March  20,  1920,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  district 
extending  into  a  residence  district  the  erection  of  a  garage 
for  more  than  five  motor  vehicles ;  premises :  1644-1654 
Bedford  avenue,  southwest  corner  of  Crown  street  (Block 
No.  1294,  Lot  No.  1),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 


by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  29,  1920,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bedford  avenue  is  a  business 
district,  Crown  street  a  residence  district  and  Montgomery 
street  a  business  district;  and 

Whereas,  the  decision  of  the  Superintendent  of  Build¬ 
ings  rendered  March  17,  1920,  in  acting  on  application 
2614-20  reads: 

“1.  Proposition  contrary  Art.  II,  No.  3  and  No.  4, 
Zone  Resolution-Recom.  denial.  Denied.” 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  120  ft. 
and  a  depth  of  120  ft. ;  and 

Whereas,  the  applicant  has  filed  duly  acknowledged  con¬ 
sents  of  the  owners  of  87%  of  the  property  deemed  by  the 
board  to  be  affected;  and 

Whereas,  the  resolution  adopted  June  29,  1920,  reads: 

Resolved,  that  the  Board  of  Appeals  does  hereby 
make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  westerly  wall  shall  be  unpierced  throughout 
its  entire  height  and  length  and  that  there  shall  be  no 
skylights  or  other  openings  in  the  roof  within  20  ft. 
of  the  westerly  wall. 

Resolved,  further,  that  any  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine 
months  of  the  date  of  this  action  and  that  the  building 
shall  be  completed  within  eighteen  months  of  the  date 
of  this  action. 

and 

Whereas,  under  date  of  March  31,  1936,  the  Board  of 
Standards  and  Appeals  amended  the  resolution  as  follows : 

“That  in  the  event  the  owner  desires  to  install  three 
Mugler  automobile  pits  within  the  building,  such  pits 
may  be  installed,  on  condition  that  all  laws  and  regula¬ 
tions  that  may  have  application  thereto  shall  be  com¬ 
plied  with”  ; 

and 

Whereas,  the  lessee  requested  a  further  amendment  of 
the  resolution  to  permit  openings  to  Crown  street  to  give 
access  to  these  greasing  pits. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
June  29,  1920  as  amended  by  resolution  adopted  March  31, 
1936,  be  and  it  hereby  is  amended,  by  adding  thereto : 

“that  the  two  existing  show  windows  on  Crown  street 
toward  the  west  may  be  altered  and  overhead  doors 
installed  in  the  openings,  as  indicated  on  plans  marked 
‘received  May  19,  1936’.” 


577-19-BZ. 

APPLICANT — Emil  Navone,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
inclusion  of  a  gasoline  service  station  in  a  garage 
for  more  than  five  (5)  motor  vehicles  (garage 
previously  granted  by  the  board). 

PREMISES  AFFECTED — 179-183  West  Houston  street 
and  231-235  Sixth  avenue,  southwest  corner  (Block 
No.  520,  Lot  No.  33),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Joseph  Lynch. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  . 0 

Absent  .  0 
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THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . .  0 


THE  RESOLUTION— 

(577-19-BZ) 

Whereas,  this  application  affecting  premises  179-183 
West  Houston  street  and  231-235  Sixth  avenue,  southwest 
corner  (Block  No.  520,  Lot  No.  33),  Borough  of  Manhat¬ 
tan,  was  granted  by  the  board  November  11,  1919,  per¬ 
mitting  the  premises  to  be  occupied  as  a  garage  for  more 
than  five  motor  vehicles ;  and 

Whereas,  Joseph  B.  Lynch  for  Emil  Navone,  present 
owner,  requested  a  reopening  of  the  application  in  order 
to  permit  in  a  business  use  district  the  inclusion  of  a 
gasoline  service  station;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  September  17,  1935;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  10,  1935,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals  ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  Houston  street  is  in  a 
business  district;  Sixth  avenue  is  in  a  business  district  and 
King  street  is  in  a  residence  and  business  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  June  27,  1935,  re  Application  No.  1541-1935, 
reads : 

“1.  Proposed  use  as  gasoline  service  station  is  con¬ 
trary  to  Sections  4  and  6,  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  75  ft.  1  in.  on  Sixth  avenue  and  63  ft.  on 
West  Houston  street,  and  under  Cal.  577-19-BZ,  the  board 
granted  upon  a  portion  of  this  plot  on  November  18,  1919, 
a  garage  for  more  than  five  (5)  motor  vehicles;  the 
building  having  a  frontage  of  63  ft.  on  West  Houston 
street  and  58  ft.  1  in.  on  Congress  street  (now  Sixth  ave¬ 
nue)  ;  on  the  southeast  corner  of  the  plot  there  was  lo¬ 
cated  a  one-story  office  structure  having  a  frontage  of  16 
ft.  9  in.  and  a  depth  of  42  ft.  In  the  application  now  under 
consideration  it  is  proposed  to  remove  part  of  the  West 
Houston  street  wall  and  Sixth  avenue  street  walls  of  the 
buildings  including  the  office  structures  and  to  occupy  the 
resulting  space  as  a  gasoline  service  station  having  a  front¬ 
age  of  31  ft.  5  in.  on  West  Houston  street,  75  ft.  1  in.  on 
Sixth  avenue.  It  is  proposed,  also,  to  extend  the  depth 
of  the  showroom  to  the  westerly  lot  line;  and 

Whereas,  the  board  deemed  that  applicant  has  substan¬ 
tiated  the  basis  of  his  appeal  under  section  21,  there  having 
been  great  changes  in  this  section  since  the  original  appli¬ 
cation  was  granted  due  to  the  widening  of  West  Houston 
street  and  the  cutting  through  of  Sixth  avenue;  and 

Whereas,  amendment  to  this  application  was  granted 
by  the  board  December  10,  1935,  and  owner  requested  a 
further  amendment  as  to  signs. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
November  11,  1919,  be  and  it  hereby  is  amended,  by  adding 
thereto  the  following: 

“that  in  the  event  that  the  owner  desires  to  alter  the 
existing  building  as  indicated  on  plans  filed  marked 
‘received  October  14,  1935’,  so  as  to  incorporate  an 
exterior  alcove  service  station  and  also  to  extend  the 
premises  southerly  to  include  the  adjoining  lot  and 
building  having  a  frontage  on  Sixth  avenue  of  17  ft. 
V\  in.  and  a  depth  of  42  ft.,  such  alterations  and  exten¬ 
sion  may  be  permitted  on  condition  that  gasoline  pumps 
erected  shall  be  not  less  than  10  ft.  back  from  the 
property  line  on  Sixth  avenue  or  West  Houston  street ; 


that  the  entire  gasoline  selling  alcove  shall  be  cement 
paved ;  that  there  shall  be  a  masonry  wall  constructed, 
as  indicated,  to  separate  the  gasoline  selling  area  from 
the  public  garage;  that  the  adjoining  lot  to  the  south 
shall  be  operated  in  conjunction  with  this  garage  and 
gasoline  selling  station  as  a  showroom  and  store  for 
automobile  accessories,  but  no  motor  vehicle  repairing; 
that  the  existing  building  shall  not  be  increased  in 
height  or  area ;  that  there  shall  be  erected  at  the  corner 
formed  by  the  intersection  of  West  Houston  street  and 
Sixth  avenue,  a  concrete  curb  not  less  than  5  ft.  in 
each  direction  from  the  corner,  this  concrete  curb  to 
be  not  less  than  12  in.  in  height  and  12  in.  in  width ; 
that  the  existing  curb  cuts  shall  not  be  extended;  that 
no  portable  gasoline  pumps  shall  be  permitted  on 
the  premises ;  that  signs  shall  be  restricted  to  the 
illuminated  globes  of  the  pumps  and  to  permanent  flat 
signs  attached  to  the  front  walls  of  the  building  and 
lettering  on  the  show  windows,  excluding  all  roof  signs 
and  signs  of  a  temporary  nature  except  that  there  may 
be  erected  within  the  building  line,  near  the  intersec¬ 
tion  of  West  Houston  street  and  Sixth  avenue,  post 
standards  with  illuminated  sign,  advertising  only  the 
brand  of  gasoline  to  be  sold,  this  sign  to  extend  be¬ 
yond  the  building  line  not  more  than  8  ft.  and  to  be 
not  less  than  12  ft.  above  the  sidewalk;  and  a  right 
angle  bracket  sign  attached  to  the  portion  of  the 
building  used  for  show  window  for  automobiles,  zuhich 
may  be  an  illuminated  sign,  extending  beyond  the 
building  line  for  a  distance  of  not  more  than  8  ft. 
as  covered  by  sign  permit  issued  by  the  commissioner 
of  buildings,  No.  773/1936;  that  the  ceiling  of  the 
garage  shall  be  fire-retarded  in  accordance  with  the 
rules  of  the  Board  of  Standards  and  Appeals ;  that  all 
work  shall  be  completed  within  one  year  from  the 
date  of  this  amended  resolution.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
53-36-A. 

APPLICANT — Abraham  Greenberg,  for  Williamsburgh 
Refrigerating  Co..  Inc.,  lessee. 

SUBJECT — Application  for  reopening — amendment — re 
Appeal  from  an  order  of  the  fire  commissioner. 
PREMISES  AFFECTED— 92-106  and  108-20  North  Sixth 
street  (Block  No.  2334,  Lot  Nos.  11  to  26  inclu¬ 
sive),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Abraham  Greenberg. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Request  to  reopen  withdrawn 
without  prejudice. 

THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE¬ 
OPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(53-36-A) 

Whereas,  a  request  to  reopen  this  appeal  affecting 
premises  92-106  North  Sixth  street  and  108-20  North  Sixth 
street  (Block  No.  2334,  Lot  Nos.  11  to  26  inclusive),  Bor¬ 
ough  of  Brooklyn,  has  been  made  to  this  board;  and 

Whereas,  these  premises  were  inspected  by  a  committee 
of  the  board  whose  recommendation  was  that  this  appeal 
should  be  withdrawn  until  definite  agreements  had  been 
signed  with  the  owners  or  tenants  of  the  buildings  affected, 
for  the  proposed  extension  of  this  refrigerating  service. 

Resolved,  that  the  request  to  reopen  this  appeal  be  and 
it  hereby  is  withdrawn  without  prejudice. 
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1259-24-A. 

APPLICANT — Francis  Seaman  for  Fifth  Avenue  Coach 
Company,  owner. 

SUBJECT — Approval  of  plans — re  Appeal  from  decision 
of  the  commissioner  of  buildings  (previously  de¬ 
nied  ;  reopened  April  28,  1936,  for  reconsidera¬ 
tion). 

PREMISES  AFFECTED — 2-20  East  102nd  street,  south 
side,  100  ft.  east  of  Fifth  avenue  (Block  No.  1607, 
Lot  No.  59),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Francis  Seaman. 

ACTION  OF  BOARD — Plans  approved  in  accordance 
with  resolution  of  the  board. 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 


(1259-24-A) 

Whereas,  this  appeal  affecting  premises  2-20  East  102nd 
street,  south  side,  100  ft.  east  of  Fifth  avenue  (Block  No. 
1607,  Lot  No.  59),  Borough  of  Manhattan,  was  granted  by 
the  board  May  12,  1936,  on  certain  conditions,  and  appel¬ 
lant  has  submitted  plans  for  approval  in  accordance  with 
the  conditions  of  the  resolution. 

Resolved,  that  the  plans,  dated  May  18,  1936,  as  amended 
May  19,  1936,  be  and  they  hereby  are  approved  on  condi¬ 
tion  that  the  construction  of  the  tank  shall  comply  with 
the  provisions  of  the  Code  of  Ordinances. 


65-36-A. 

APPLICANT — Henry  Alexander,  for  The  Lodging  House 
Keepers  Association  of  New  York,  Inc.,  owner  of 
premises  affected;  Vincent  Falcone. 

SUBJECT — Appeal  from  a  decision  of  the  Board  of 
Buildings. 

PREMISES  AFFECTED — 350-352  Third  avenue,  west 
side,  26  ft.  8  in.  south  of  East  26th  street  (Block 
No.  881,  Lot  Nos.  45  and  46),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  George  G.  Lake  and  Henry  Alex¬ 
ander. 

For  Opposition :  John  Burke  and  Sidney  S. 
Gottesman. 

For  Administration :  Assistant  Engineer  Samuel 
Becker,  Board  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(65-36-A) 

Whereas,  Henry  Alexander  for  the  Lodging  House¬ 
keepers  Association  of  New  York,  Inc.,  and  Frank  Licato, 
adjoining  owner,  filed  on  March  20,  1936,  by  virtue  of 
sections  411  and  719  of  the  Greater  New  York  Charter, 
an  appeal  from  the  action  of  the  commissioner  of  build¬ 
ings,  dated  March  24,  1936,  and  from  a  decision  of  the 
board  of  buildings,  dated  February  20,  1936;  and 
Whereas,  the  decision  of  the  board  of  buildings,  dated 
February  20,  1936,  reads  as  follows: 

“72-36-A : — 

APPELLANT — John  Burke,  32  Court  street,  Borough 
of  Brooklyn. 

SUBJECT — Appeal  from  order  and  decision  of  the 
commissioner  of  buildings,  department  of 
buildings,  Borough  of  Manhattan. 


PREMISES  AFFECTED— 350-52  Third  avenue,  alt. 
238/36. 

APPEARANCES— Mr.  John  Burke. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Fassler,  Commis¬ 


sioners  Keller,  Langworthy. .  3 

Negative  .  0 


Not  Voting:  Commissioners  Thatcher,  Reville. 
RESOLUTION — Whereas,  on  February  18,  1936, 
John  Burke,  acting  for  the  owner,  filed  an 
application  with  the  board  of  buildings  for 
the  review  of  an  action  of  the  department 
of  buildings  of  the  Borough  of  Manhattan, 
for  a  proper  interpretation  and  application 
of  the  building  code  and  the  multiple  dwell¬ 
ing  law,  under  the  provisions  of  sections  406 
and  all  of  chapter  764  of  the  Laws  of  1933; 
and 

Whereas,  on  January  30,  1936,  Alteration 
Application  238/36  on  the  above  premises  was 
filed  in  the  department  of  buildings,  Borough 
of  Manhattan;  and 

Whereas,  under  this  Alteration  Application 
it  is  proposed  to  convert  the  existing  old  law 
tenement  to  a  class  B  lodging  house  under 
the  provisions  of  section  8  of  the  multiple 
dwelling  law  and  section  72  of  the  building 
code ;  and 

Whereas,  the  plans  filed  with  said  application 
were  examined  and  disapproved  with  the  fol¬ 
lowing  objections  on  February  10,  1936: — 

1.  This  building  should  comply  with  all  the  re¬ 
quirements  of  section  8,  subdivision  1  of  the  multiple 
dwelling  law,  affecting  hereafter  erected  class  B  dwell¬ 
ings. 

2.  This  building  should  be  of  fireproof  construc¬ 
tion,  section  72  of  the  building  code. 

8.  The  first  tier  of  beams  should  be  fireproof,  sec¬ 
tion  143;  and 

Whereas,  the  building  in  question  is  an  old  law 
tenement  approximately  62  ft.  in  height,  five  stories 
(of  ordinary  construction)  ;  and 

Whereas,  plans  filed  with  Alteration  Application 
238/36  indicate  that  the  upper  portion  of  the  fifth 
story  at  the  rear  of  the  building  is  to  be  removed  to 
that  when  this  story  is  removed  the  building  will  be 
approximately  52  ft.  in  height  from  the  curb  level  to 
the  highest  points  of  the  roof  beams ;  and 

Whereas,  subdivision  2  of  section  8  of  the  multiple 
dwelling  law  as  amended  by  chapter  210  of  the  laws 
of  1933  reads  in  part  as  follows : 

“2.  Any  old  law  tenement  house,  not  more  than 
40  ft.  in  height,  exceeding  2500  sq.  ft.  in  area  may  be 
hereafter  converted  to  a  class  B  multiple  dwelling 
having  more  than  fifteen  sleeping  rooms  .  .  .’;  and 

Whereas,  section  72,  subdivision  1  c  and  e  reads 
in  part  as  follows : 

“When  buildings  are  required  to  be  fireproof. 

1.  New  Buildings.  Every  building  hereafter  erected 
shall  be  a  fireproof  building,  as  follows : 

c.  every  residence  building,  except  tenements,  over 
40  ft.  in  height  and  having  more  than  15  sleeping 
rooms ; 

e.  every  residence  building  having  more  than  15 
sleeping  rooms  and  exceeding  2500  sq.  ft.  in  area, 
unless  divided  by  interior  partition  walls  of  approved 
masonry  or  reinforced  concrete  into  sections  of  less 
than  2500  sq.  ft.  area’ ;  and 

Whereas,  plans  filed  with  Alteration  Application 
238/36  indicate  that  the  lodging  house  is  arranged  to 
be  occupied  by  a  single  dormitory  on  each  of  the 
2nd-3rd-4th  stories  without  subdividing  partitions  or 
rooms ;  and 

Whereas,  the  height  of  the  building  is  being  re¬ 
duced  from  five  to  four  stories;  and 
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Whereas,  section  141  of  the  multiple  dwelling  law 
reads  in  part  as  follows : 

‘Every  multiple  dwelling  hereafter  erected  not  ex¬ 
ceeding  75  ft.  or  six  stories  in  height  may  be  of  non- 
fireproof  construction  .  .  .’;  and 
Whereas,  under  the  provisions  of  the  multiple 
dwelling  law,  a  building  of  this  type  is  not  required 
to  be  of  fireproof  construction;  and 
Whereas,  it  is  therefore  the  concensus  of  opinion 
of  the  board  that  there  is  no  basis  for  objections  1 
and  2;  and 

Whereas,  subdivision  2  of  section  8  of  the  multiple 
dwelling  law  reads  in  part  as  follows : 

In  old  law  tenement  houses  converted  under 
the  requirements  of  this  section  the  dimensions 
of  yards,  courts,  shafts  and  rooms  as  they  law¬ 
fully  existed  on  April  18,  1929,  shall  not  be  re¬ 
quired  to  be  altered.’ 

It  is  the  concensus  of  opinion  of  the  board 
that  there  is  no  basis  for  objection  No.  1  in  re¬ 
lation  to  the  arrangement  and  area  of  the  yard 
and  that  same  is  not  applicable  in  view  of  the 
fact  that  the  plans  on  file  with  Alteration  Applica¬ 
tion  238/36  indicate  full  compliance  with  the 
provisions  of  sections  8  and  26  of  the  multiple 
dwelling  law;  and 

Whereas,  subdivision  2  of  section  8  of  the  multiple 
dwelling  law  reads  in  part  as  follows : 

‘.  .  .  Nor  shall  the  first  tier  of  beams  be  re¬ 
quired  to  be  fireproof  if  the  underside  thereof  is 
fire-retarded  to  the  satisfaction  of  the  department 
charged  with  the  enforcement  of  this  chapter. 

JJ 

It  is  the  consensus  of  opinion  of  the  board 
that  there  is  no  basis  for  objection  No.  8  and 
same  is  not  applicable ;  and 
“Whereas,  section  12  of  the  multiple  dwelling  law 
reads  as  follows : 

‘All  the  requirements  of  this  chapter  shall  ap¬ 
ply  to  all  kinds  and  classes  of  multiple  dwellings, 
except  that  where  provisions  apply  specifically 
to  one  or  more  classes  or  kinds  of  dwellings,  such 
provisions  shall  apply  only  to  those  classes  or 
kinds  to  which  such  specific  reference  is  made : 
and  to  the  extent  that  such  provisions  are  incon¬ 
sistent  with  requirements  which  would  in  the 
absence  of  such  provisions  control  such  require¬ 
ments  shall  not  be  deemed  applicable’;  and 
Whereas,  it  is  the  opinion  of  the  board  that  there 
are  practical  difficulties  in  the  way  of  carrying  out  the 
strict  letter  of  the  law  and  an  equally  good  and  more 
desirable  form  of  construction  is  used,  the  spirit  of 
the  law  is  observed,  public  safety  secured  and  sub¬ 
stantial  justice  done  by  the  granting  of  this  appeal 
in  relation  to  the  interpretation  and  application  of 
certain  provisions  of  both  the  building  code  and  the 
mutiple  dwelling  law, 

Resolved ,  that  the  order  and  decision  of  the  com¬ 
missioner  of  building,  department  of  buildings,  Bor¬ 
ough  of  Manhattan,  be  and  it  hereby  is  modified  and 
the  appeal  be  and  hereby  is  granted  on  condition 
that  the  building  conform  in  all  other  respects  to 
the  requirements  of  the  multiple  dwelling  law  and 
the  building  code  in  relation  to  similar  type  buildings; 
also  fire-escapes  which  are  to  be  erected  at  the  rear 
of  the  building,  as  indicated  on  plan  238/36,  to  be 
constructed  in  accordance  with  the  requirements  of 
section  271  of  the  labor  law  of  the  State  of  New 
York;  the  stair  from  the  lowest  balcony  to  extend 
to  the  level  of  the  yard  and  at  the  yard  level  a  fire¬ 
proof  passage  to  be  provided  giving  access  directly 
from  yard  to  the  street.’’ 

and 

Whereas,  on  March  24,  1936,  the  commissioner  of  build¬ 
ings  approved  certain  amendments  which  were  made  to 
Alteration  Application  238-1936,  in  reliance  upon  the  action 


of  the  board  of  buildings  as  cited  above ;  and 
Whereas,  the  buildings,  which  were  erected  prior  to 
1901,  are  four  and  five  stories,  52  and  62  ft.  in  height,  of 
ordinary  brick  construction,  arranged  for  occupancy  as 
old-law  tenements  connected  on  the  second  story ;  and 
Whereas,  it  is  proposed  to  convert  the  existing  build¬ 
ings  to  class  B  multiple  dwelling  (lodging  house),  four 
stories,  52  ft.  in  height,  44  ft.  front,  84  ft.  in  depth  on 
the  northerly  line  and  64  ft.  on  the  southerly  line,  by 
removing  the  fifth  story  of  the  northerly  building  and 
making  interior  structural  alterations  so  that  the  building 
as  altered  will  be  arranged  for  one  floor  area  on  each 
floor  of  approximately  2900  sq.  ft.  with  one  interior  en¬ 
closed  stairway  leading  to  the  street  and  an  exterior  fire 
escape  located  in  the  rear  court;  and 
Whereas,  the  applicant  contends :  That  the  board  of 
buildings  modified  and  waived  the  following  requirements 
of  the  Multiple  Dwelling  Law  without  authority  or  sanc¬ 
tion  by  law : 

“Sec.  8,  Subd.  1 — A  building  not  a  dwelling  if 
hereafter  converted  or  altered  to  a  multiple  dwell¬ 
ing  shall  thereupon  become  subject  to  all  the  pro¬ 
visions  of  this  chapter  relative  to  dwellings  of  like 
class  and  kind  hereafter  erected.  A  dwelling  of 
one  class  or  kind  if  hereafter  altered  or  converted 
to  another  class  or  kind,  shall,  except  as  herein¬ 
after  in  this  section  and  in  articles  six  and  seven 
of  this  chapter  otherwise  provided,  thereupon  be¬ 
come  subject  to  all  the  provisions  of  this  chapter 
relative  to  a  hereafter  erected  building  of  that 
class  or  kind,  to  which  it  is  altered  or  converted, 
except  that  any  tenement  house  heretofore  con¬ 
verted  to  other  uses  may  be  altered  or  converted  to 
a  tenement  house  by  complying  with  the  provisions 
of  article  seven  of  this  chapter.” 

“Article  3,  Sec.  26,  Subd.  3.  ‘Yards,  (a)  Behind 
every  multiple  dwelling  hereafter  erected,  except 
as  in  this  section  otherwise  provided,  there  shall  be 
a  yard  extending  across  the  entire  width  of  the 
lot  at  every  point  open  from  the  ground  to  the 
sky  unobstructed.’ 

“Article  5,  Section  143 — ‘First  tier  of  beams.  In 
every  multiple  dwelling  hereafter  erected  exceed¬ 
ing  three  stories  in  height,  the  first  floor  above  the 
lower  cellar,  or,  if  there  be  no  cellar,  above  the 
lowest  story,  shall  be  constructed  entirely  fire¬ 
proof’.” 

That  the  Board  of  Buildings  predicated  their  action 
on  section  8,  subdivision  2  of  the  Multiple  Dwelling 
Law  and  not  section  8,  subdivision  1,  which  should  be 
the  governing  section  as  affects  this  building. 

Subdivision  2  reads  as  follows  : 

“Any  old  law  tenement  house,  not  more  than 
forty  feet  in  height,  exceeding  twenty-five  hundred 
square  feet  in  area  may  be  hereafter  converted  to 
a  class  B  multiple  dwelling  having  more  than  fif¬ 
teen  sleeping  rooms,  but  unless  such  multiple  dwell¬ 
ing  is  divided  by  interior  partition  walls  of  ap¬ 
proved  masonry  or  reinforced  concrete  in  which  all 
openings  are  protected  with  approved  automatic 
fire  doors  into  sections  of  less  than  twenty-five 
hundred  square  feet  in  area,  such  multiple  dwelling 
shall  have  all  partitions  enclosing  the  stairs  and 
public  halls  fire-retarded  and  all  doors  opening 
upon  such  stairs  and  public  halls  shall  be  fireproof 
and  self-closing.  In  old  law  tenement  houses  con¬ 
verted  under  the  requirements  of  this  section  the 
dimensions  of  yards,  courts,  shafts  and  rooms  as 
they  lawfully  existed  on  April  eighteenth,  nineteen 
hundred  and  twenty-nine,  shall  not  be  required  to 
be  altered.  Nor  shall  the  first  tier  of  beams  be 
required  to  be  fireproof  if  the  under  side  thereof 
is  fire-retarded  to  the  satisfaction  of  the  depart¬ 
ment  charged  with  the  enforcement  of  this  chap¬ 
ter.” 
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That  the  building  as  it  is  proposed  to  be  altered  is 
not  provided  with  a  rear  yard  extending  across  the 
entire  width  of  the  lot,  as  required  by  Article  3,  Section 
26,  Subdiv.  3  of  the  Multiple  Dwelling  Law. 

That  the  Board  of  Buildings  had  no  authority  or 
sanction  by  law  to  grant  modifications  or  variations  of 
the  Multiple  Dwelling  Law,  in  view  of  the  specific 
requirements  of  Section  9  thereof,  which  reads  as 
follows : 

“9.  Application  of  Local  Regulations. 

Except  as  herein  otherwise  specified,  every  mul¬ 
tiple  dwelling  shall  be  constructed  and  maintained 
in  conformity  with  the  existing  law.  No  ordinance, 
regulation  or  ruling  of  any  municipal  authority 
shall  modify  or  dispense  with  any  provision  of  this 
chapter.  But  the  provisions  of  this  chapter,  unless 
otherwise  in  section  three  hundred  and  sixty-five 
of  this  chapter  expressly  stated,  shall  not  be  under¬ 
stood  to  limit  the  power  of  cities  to  which  the 
chapter  is  applicable  to  make  or  enforce  more  re¬ 
strictive  regulations.  The  department  charged  with 
the  enforcement  of  this  chapter  shall  have  the 
power  to  make  supplementary  regulations  relating 
to  fire  escapes  and  fire  towers.” 

and 

That  the  proposed  alteration  will  be  in  violation  of 
Art.  1,  Section  1,  Subdivision  4  of  the  building  code 
which  reads  as  follows : 

“4.  All  new  work  to  conform.  No  wall,  struc¬ 
ture,  building  or  part  thereof  shall  hereafter  be 
constructed,  nor  shall  the  plumbing  nor  drainage, 
or  other  equipment  of  any  building,  structure  or 
premises,  so  far  as  provided  for  in  this  chapter,  be 
construed  or  altered  in  the  city,  except  in  conform¬ 
ity  with  the  provisions  of  this  chapter.  No  build¬ 
ing  already  erected,  or  hereafter  to  be  built  in  said 
city,  shall  be  altered  in  any  manner  that  would  be 
in  violation  of  any  of  the  provisions  of  this  chap¬ 
ter,  or.  any  rule  or  approval  of  the  superintendent 
of  buildings  made  and  issued  thereunder;  but  noth¬ 
ing  in  this  chapter  shall  prohibit  the  raising  or 
lowering  of  any  building  to  meet  a  change  of  grade 
in  the  street  on  which  it  is  located,  provided  that 
the  building  is  not  otherwise  altered.” 

That  Section  5,  subdivision  4  of  the  building  code, 
reads  in  part  as  follows : 

“4.  Change  of  Occupancy.  No  change  of  occu¬ 
pancy  or  use  shall  be  made  in  any  building  or  part 
thereof,  hereafter  erected  or  altered,  that  is  not 
consistent  with  the  last  issued  certificate  of  occu¬ 
pancy  for  such  building.  In  case  of  any  now  exist¬ 
ing  building,  no  change  of  occupancy  that  would 
bring  it  under  some  special  provision  of  this  chap¬ 
ter,  shall  be  made,  unless  a  certificate  is  issued  by 
the  superintendent  of  buildings  certifying  that  such 
building  conforms  to  the  provisions  of  this  chap¬ 
ter  with  respect  to  buildings  hereafter  altered  for 
the  proposed  new  occupancy  and  use.” 

That  the  building  as  altered  will  exceed  2,500  sq.  ft. 
in  floor  area  on  each  of  the  second,  third  and  fourth 
floors  and  but  one  stairway  is  provided; 

That  the  building  is  now  an  old  law  tenement,  being 
converted  to  a  lodging  house  which  is  clearly  a  change 
in  occupancy  and  therefore  should  be  made  to  comply 
with  the  requirements  of  Article  8,  Section  152,  subdi¬ 
vision  3  c.  of  the  building  code,  which  reads  as  follows : 

“c.  From  floor  areas.  Every  other  floor  area 
above  or  below  the  ground  floor  shall  have  at  least 
1  interior  stairway  or  fire  tower  connected  thereto. 
Every  such  floor  area  shall  have  at  least  one  addi¬ 
tional  exit  when  it  exceeds  2,500  square  feet  in 
area.” 

That  the  objection  No.  2  of  the  building  department, 

which  reads  as  follows: 


“This  building  should  be  fireproof  construction. 
Section  72  of  the  building  code” 
was  waived  or  modified  by  the  board  of  buildings. 

That  the  board  of  building  had  no  authority  to  as¬ 
sume  the  appellate  power  to  waive  or  modify  require¬ 
ments  of  the  building  code  when  it  is  limited  by  section 
411  of  the  Greater  New  York  Charter  to  modifications 
of  practical  difficulties  in  mode  and  manner  of  con¬ 
struction. 

That  the  board  of  building  had  no  authority  or  sanc¬ 
tion  by  law  to  arbitrarily  recognize  a  building  which  is 
62  ft.  in  height,  or  52  ft.  in  height  after  its  alteration, 
to  be  the  equivalent  of  an  existing  building  40  ft.  in 
height,  as  specifically  provided  for  by  section  8,  sub¬ 
division  2  of  the  Multiple  Dwelling  Law ;  and 

That  the  action  of  the  commissioner  of  building  in 
approving  on  March  24,  1936,  amendments  which  were 
based  on  the  illegal  action  of  the  board  of  buildings 
is  erroneous ;  and 

Whereas,  these  premises  were  the  subject  of  a  report 
by  a  committee  of  the  board  which  report  was  read  at  this 
hearing  and  which  report  follows  : 

REPORT  OF  COMMITTEE 
Cal.  No.  65-36-A 

Premises :  350-352  Third  avenue,  west  side,  26  ft.  8  in. 
south  of  East  26th  street  (Block  No.  881,  Lot  Nos.  45 
and  46),  Borough  of  Manhattan. 

May  15,  1936. 

This  is  an  appeal  to  review  the  decision  rendered 
by  the  board  of  buildings  and  the  subsequent  action 
of  the  commissioner  of  buildings  in  varying  the  mul¬ 
tiple  dwelling  law  as  to  the  proposed  conversion  of 
two  (2)  old  law  tenement  houses  to  a  lodging  house, 
that  is,  from  a  class  “A”  occupancy  to  a  class  “B”.  The 
appeal  is  brought  by  the  Lodging  House  Owners  As¬ 
sociation,  as  representing  their  members  who  are  own¬ 
ers  of  lodging  and  rooming  houses,  and  by  an  indi¬ 
vidual  owner  of  a  lodging  house  located  at  125  Bow¬ 
ery,  adjacent  to  the  premises  under  appeal,  which  are 
located  at  350-352  Third  avenue,  Borough  of  Man¬ 
hattan.  The  applicants  seek  a  reversal  as  being  con¬ 
trary  to  law. 

Under  section  9  of  the  multiple  dwelling  law,  no 
variation  of  the  law  is  permitted  except  as  expressly 
stated  therein.  The  board  of  buildings,  however, 
claims  that  under  section  411  of  the  Charter,  as 
amended  by  the  McCall  act,  known  as  chapter  764  of 
the  laws  of  1933,  power  is  given  to  that  board  to 
vary  the  multiple  dwelling  law  by  virtue  of  the  fol¬ 
lowing  provision  contained  in  section  411  as  amended: 

“.  .  .  The  said  board  shall  have  power  where 
there  are  practical  difficulties  in  the  way  of  carry¬ 
ing  out  the  strict  letter  of  the  law  or  where  an 
equally  good  and  more  desirable  form  of  con¬ 
struction  can  be  employed  in  any  specific  case  to 
grant  a  variation  from  the  strict  letter  of  the 
law  or  the  building  code,  provided  the  spirit  of 
the  law  shall  be  observed  and  public  safety  se¬ 
cured  and  substantial  justice  done.  An  appeal 
from  the  decision  of  the  board  may  be  made  by 
the  owner  of  any  building  or  structure  or  his 
duly  authorized  agent  to  the  Board  of  Standards 
and  Appeals.” 

As  chapter  764  of  the  laws  of  1933  is  a  later  enact¬ 
ment  of  the  legislature  than  the  multiple  dwelling  law, 
it  is  contended  that  the  general  power  “to  grant  a 
variation  from  the  strict  letter  of  the  law  or  the  build¬ 
ing  code,”  where  there  is  a  practical  difficulty,  super¬ 
sedes  or  nullifies  the  specific  provision  in  section  9  of 
the  multiple  dwelling  law,  reading: 

.  No  ordinance,  regulation  or  ruling  of  any 
municipal  authority  shall  modify  or  dispense  with 
any  provision  of  this  chapter.  ...” 

This  interpretation  of  the  law  is  not  concurred  in  by 
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the  Board  of  Standards  and  Appeals  and  is  contrary 
to  an  opinion  of  the  corporation  counsel,  dated  Febru¬ 
ary  15,  1934,  wherein  he  advised  this  board  that  “the 
board  of  buildings,  established  by  chapter  764  of  the 
laws  of  1933,  has  not  been  given  powers  beyond  those 
devolved  upon  the  various  superintendents  of  build¬ 
ings  under  section  411  of  the  Greater  New  York 
Charter  prior  to  this  amendment,  .  .  Previously, 
the  superintendent  of  buildings  never  had  power  to 
modify  the  multiple  dwelling  law. 

There  is  nothing  in  section  411  as  amended  to  re¬ 
quire  the  commissioner  of  buildings  to  accept  the 
recommendation  of  the  board  of  buildings  but  upon 
acceptance,  the  action  becomes  that  of  the  commis¬ 
sioner  and  is  subject  to  review  upon  appeal  by  the 
Board  of  Standards  and  Appeals  under  section  719 
of  the  Charter.  The  decision  of  the  board  of  build¬ 
ings  is  also  reviewable  by  the  terms  of  section  411 
by  the  Board  of  Standards  and  Appeals.  The  board 
of  buildings  has  found  that  there  are  practical  difficul¬ 
ties  and  has  modified  the  multiple  dwelling  law  and 
to  their  findings  the  commissioner  of  buildings  has 
subscribed  by  his  approval  under  date  of  March  24, 
1936,  subsequent  to  the  service  of  notice  upon  the 
board  of  buildings  and  the  commissioner  of  buildings, 
on  March  19,  that  an  appeal  had  been  taken  to  the 
Board  of  Standards  and  Appeals,  the  filing  of  which 
notice  of  appeal  acts  as  a  stay  under  section  719,  sub¬ 
division  4,  of  the  Greater  New  York  Charter. 

Subdivision  2  of  section  8  of  the  multiple  dwelling 
law  limits  the  height  of  a  building  permitted  to  be 
converted  from  a  class  “A”  multiple  dwelling  (tenement 
house)  to  a  class  “B”  multiple  dwelling  (lodging  house) 
to  40  ft.;  the  entire  subdivision  2  of  section  8  has 
reference  only  to  the  conversion  of  class  “A”  to  class 
“B”  buildings  not  exceeding  40  ft.  in  height.  The  in¬ 
tent  of  the  legislature  is  clearly  shown  by  the  memo¬ 
randum  prepared  by  the  counsel  of  the  multiple  dwell¬ 
ing  law  committee,  who  drafted  the  multiple  dwelling 
law  and  the  1933  amendment.  This  memorandum  was 
filed  with  the  legislature  and  with  the  governor,  when 
section  8  was  amended  in  1933.  The  legislature  and 
the  governor,  in  approving  this  amendment,  accepted 
this  as  their  intent.  The  memorandum  in  part  reads 
as  follows : 

“The  bill  clarifies  section  8  respecting  alteration 
and  conversion  of  buildings  without  changing 
the  substance  in  any  material  respect,  except  as 
follows :  The  bill  does  not  require  the  first  tier 
of  beams  in  buildings  not  more  than  40  ft.  high, 
which  are  to  be  converted  from  tenement  houses 
(class  A  dwellings)  to  furnished  room  or  lodging 
bouses  (Class  B  dwellings),  to  be  fireproof  if, 
however,  the  cellar  ceiling  is  fire-retarded." 

Upon  consideration  of  the  above  memorandum,  re¬ 
cently  called  to  the  attention  of  the  board,  the  intent 
of  the  legislature  is  clear — that  no  tenement  exceeding 
40  ft.  can  be  converted  to  a  lodging  house,  unless  such 
building  complies  with  all  the  requirements  for  a  new 
building  as  provided  in  subdivision  1  of  section  8,  in 
which  case  a  non-fireproof  building,  six  stories  in 
height  can  be  converted  from  a  class  “A”  to  a  class  “B”. 
The  number  of  stories  is  not  mentioned  and  there  is 
no  ground  for  applying  the  provision  that  a  story  can 
be  figured  at  12  ft.  (multiple  dwelling  law,  section  4, 
subdivision  17)  to  permit  the  conversion  of  a  four- 
story  building  to  a  height  of  48  ft. 

Tbe  building  under  appeal  is  proposed  to  be  re¬ 
constructed  to  a  height  of  52  ft.  Because  it  exceeds 
the  height  of  40  ft.,  none  of  the  exceptions  in  sub¬ 
division  2  of  section  8  apply,  and  the  building  is  re¬ 
quired  to  comply  with  the  provisions  of  subdivision  1, 
section  8  for  a  building  hereafter  erected  with  a  legal 
rear  yard  across  the  entire  width  of  the  property,  the 
first  tier  of  beams  fireproof,  etc.  These  requirements 
are  not  met  in  the  proposed  conversion. 


The  building  complies  as  to  exits,  neither  with  the 
building  code  nor  tbe  multiple  dwelling  law.  The  fire 
escape  in  the  inner  court  at  the  rear  is  not  one  of  the 
types  of  exit  permitted  under  the  building  code  and 
is  illegal  under  the  multiple  dwelling  law,  not  only 
as  to  the  proposed  construction  of  the  fire-escape  it¬ 
self  but  as  to  the  size  of  the  court  under  section  145, 
which  requires  the  court  to  be  not  less  than  35  ft.  in 
the  least  horizontal  direction  to  permit  the  erection  of 
a  fire  escape  therein.  The  court  proposed  is  20  ft.  by 
22  ft. 

Even  if  a  modification  of  the  multiple  dwelling  law 
was  permitted  under  section  411  of  the  Greater  New 
York  Charter  as  amended  by  chapter  764  of  the  laws 
of  1933,  these  modifications  are  not  justified  because 
of  practical  difficulty.  The  building  can  be  struc¬ 
turally  reduced  in  depth  to  provide  a  yard.  The  first 
tier  of  beams  can  be  constructed  fireproof.  These  pre¬ 
sent  no  practical  difficulties  to  prevent  structural  com¬ 
pliance  with  the  law.  They  may  constitute  unneces¬ 
sary  hardships,  but  section  411  limits  the  scope  of 
the  varying  power  where  it  can  be  legally  exercised 
by  the  board  of  buildings  to  practical  difficulties. 
Where  legally  permitted,  the  power  to  vary  under 
unnecessary  hardship  is  exclusively  the  power  of  the 
Board  of  Standards  and  Appeals  under  section  719, 
paragraph  3,  of  the  Greater  New  York  Charter.  A 
court,  as  proposed,  whose  least  horizontal  dimension 
is  20  ft.,  as  against  a  court,  as  required  by  law,  the 
least  horizontal  dimension  of  which  is  35  ft.,  the  first 
tier  of  beams  fire-retarded  instead  of  being  fireproof, 
an  exterior  fire-escape  in  place  of  a  fireproof  stair¬ 
way  cannot  be  considered  “an  equally  good  and  more 
desirable  form  of  construction”,  nor  can  these  varia¬ 
tions  be  considered  as  observing  the  spirit  of  the  law 
and  securing  public  safety. 

The  proposed  conversion  is  unlawful  and  it  is  rec¬ 
ommended  that  the  appeal  be  granted. 

HARRIS  H.  MURDOCK, 

Chairman. 

Concurred  in  by 
BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM 
PATRICK  WALSH 

and 

Whereas,  this  report  recommended  that  the  appeal  be 
granted ;  and 

Whereas,  it  is  the  opinion  of  the  Board  of  Standards 
and  Appeals  that  neither  the  commissioner  of  buildings 
nor  the  board  of  buildings,  nor  the  Board  of  Standards 
and  Appeals  has  any  power  under  Chapter  764  of  the  laws 
of  1933  or  any  other  law  to  vary  the  requirements  of  the 
Multiple  Dwelling  Law  respecting  the  proposed  conversion 
or  any  other  requirement  of  said  law  except  as  expressly 
authorized  thereby. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  grant  this  appeal,  reversing  the  decision  of 
the  board  of  buildings  and  the  subsequent  action  of  the 
commissioner  of  buildings. 


57-36-A. 

APPLICANT — Max  Kaplan,  for  Kaplan  Bros.,  lessees. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 31-45  West  18th  street,  34 
West  19th  street  and  612-632  Sixth  avenue,  2nd 
floor  (Block  No.  820,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Harold  Kaplan. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  accepted  and  granted  on 
condition. 
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THE  VOTE  TO  WAIVE  RULES  OF  PROCEDURE 
AND  ACCEPT  APPEAI^- 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . 0 

THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(57-36- A) 


Whereas,  Max  Kaplan,  for  Kaplan  Bros.,  lessees,  filed 
on  March  11,  1936,  an  appeal  from  an  order  of  the  fire 
commissioner  affecting  premises  31-45  West  18th  street,  34 
West  19th  street,  and  612-632  Sixth  avenue,  second  floor 
(Block  No.  820,  Lot  No.  1),  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  Fire  Commissioner  No.  8293- 
LC,  dated  December  11,  1935,  reads  as  follows: 

“1.  Either  discontinue  the  use  of  flame  or  spark  pro¬ 
ducing  equipment  within  the  area  where  spray  coating 
is  carried  on,  OR  Enclose  such  equipment  in  partitions 
constructed  of  fireproof  material.  Rule  4-L,  Board  of 
Standards  and  Appeals.” 

and 

Whereas,  the  lessee  was  prosecuted  in  Municipal  Term, 
Magist  ates  Court,  Manhattan,  and  on  February  10,  1936, 
found  guilty  on  a  charge  of  violating  Chapter  10,  Sec.  200 
of  the  Code  of  Ordinances,  and  sentence  suspended ;  and 
Whereas,  the  building,  which  was  erected  in  1895,  is  of 
fireproof  construction,  7  stories  (100  ft.)  in  height,  184  ft. 
by  460  ft.  in  area,  KOI  JIPI ’ED  with  a  standpipe  and  sprink¬ 
ler  system  and  OCCUPIED  as  follows :  Cellar — boiler 
room  and  storage,  20  persons ;  1st  floor — stores,  100  per¬ 
sons;  2nd  floor — manufacturing  of  artificial  flowers,  680 
persons;  3rd  floor — United  States  Works  Progress  Admin¬ 
istration,  150  persons;  4th  floor — same,  150  persons;  5th 
floor- — manufacture  of  clothing,  90  persons ;  6th  floor — 
same,  75  persons ;  7th  floor — same,  75  persons ;  and 
Whereas,  the  applicant  contends  that  all  spraying  with 
oil  paints  is  conducted  in  separately  ventilated  spray 
booths  located  around  the  walls  of  the  spray  room,  at  the 
easterly  end  of  the  floor;  the  spray  room,  which  is  sprink- 
lered,  is  7J4  ft.  by  15  ft.,  enclosed  on  three  sides  with  fire¬ 
proof  walls  with  an  open  entrance,  7  ft.  4  in.  wide ;  each 
spray  booth  is  equipped  with  sprinklers ;  the  open  flames 
referred  to  are  two  (2)  10  h.p.  gasfired  boilers  with  slight 
openings  to  admit  air,  used  for  generating  steam  for  dry¬ 
ing  drums ;  these  boilers  are  approximately  40  ft.  from  the 
spray  room  and  are  separated  therefrom  by  a  spray  booth 
which  is  used  solely  for  spraying  water  colors ;  the  only 
other  open  flames  located  on  the  floor  are  about  200  ft. 
further  away  from  the  spray  room ;  they  consist  of  a  two- 
burner  gas  range,  which  is  used  for  heating  glue  and  36 
gas  heaters  for  pressing  machines  used  for  pressing  of 
fabric  in  the  process  of  manufacture ;  the  spray  room  is 
ventilated  by  means  of  a  36-inch  exhaust  fan  with  a  capa¬ 
city  of  9,650  cu.  ft.  of  air  per  minute ;  which  exhausts 
through  a  12  ft.  by  16  ft.  shaft  leading  to  the  roof;  and 

Whereas,  the  applicant  further  contends  this  use  has 
continued  for  seven  years  under  permits  issued  by  the  fire 
department ;  that  upon  application  made  in  September,  1935, 
for  annual  renewal  of  permit,  inspection  was  made  and 
Order  No.  7972  issued  on  November  18,  1935,  and  there¬ 
after  complied  with ;  subsequently  the  order  herein  ap¬ 
pealed  from  (No.  8293-LC)  was  issued  and  the  matter  was 
pending  in  the  Magistrates  Court  until  February  10,  1936; 
and 

Whereas,  the  applicant  further  contends  that  to  comply 
with  the  order  herein,  it  will  be  necessary  to  construct  a 
wall  on  the  fourth  side  of  the  spray  room,  which  would 


mean  closing  all  the  men  therein  without  fresh  air  and  it 
would  be  impossible  for  the  manager  of  the  factory  to 
inspect  the  work  without  entering  the  room ;  that  the  pres¬ 
ent  ventilating  system  in  the  spray  room  now  acts  as  an  air 
purifier  for  the  entire  factory;  occasionally,  hydrosulphite 
of  ammonia  and  similar  chemicals  having  obnoxious  odors 
are  used  in  the  process  of  manufacture ;  the  spray  room 
ventilating  system  carries  off  these  odors  and  prevents 
them  from  spreading  throughout  the  plant  and  affecting 
the  680  employees;  the  objection  to  compliance  is  not  the 
cost  but  the  excessive  inconvenience  and  disadvantage  it 
will  cause ;  and 

Whereas,  paint  spraying  equipment  using  lacquers  and 
inflammable  mixtures  are  located  within  forty  feet  of 
boilers  with  open  flames. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  modify  the  order  of  the  Fire  Commissioner  No. 
8293-LC,  and  that  the  appeal  be  and  it  hereby  is  granted  on 
condition  that  either  the  spray  room  shall  be  completely  en¬ 
closed,  in  accordance  with  the  rules  governing  the  use  of 
equipment  for  spraying  of  paints,  etc.,  of  the  Board  of 
Standards  and  Appeals  or  the  Kane  boilers  shall  be  en¬ 
closed  in  a  fireproof  room,  provided  with  adequate  ventila¬ 
tion  and  a  self-closing  door;  and  provided  that  all  other 
machines  or  devices  having  an  open  flame  or  spark  shall 
be  at  least  175  feet  from  the  spray  room;  that  the  sprinkler 
and  standpipe  systems  shall  be  maintained  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Appeals ;  and, 
granted  only  so  long  as  conditions  as  described  herein  are 
maintained. 


107-36- A. 

APPLICANT — Herbert  R.  Ritter,  for  H.  R.  Ritter  Truck¬ 
ing  Co.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  Herbert  R.  Ritter  and  E.  L. 
Orvis. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 


partment. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsn .  4 

Absent  .  0 

THE  RESOLUTION— 

(107-36-A) 


Whereas,  Herbert  R.  Ritter,  for  H.  R.  Ritter  Trucking 
Co.,  owner,  filed  on  April  23,  1936,  an  appeal  from  an 
order  of  the  Fire  Commissioner  No.  886-LC  dated  April 
22,  1936,  which  reads : 

“An  inspection  of  truck  No.  20  with  tank  on  a  Mack 
Tractor  and  Trailer  chassis,  used  by  you  for  the 
transportation  of  any  liquid  product  of  petroleum, 
shale  oil  or  coal  tar  as  required  by  Section  113,  Article 
8,  Chapter  10  of  the  Code  of  Ordinance  of  the  City  of 
New  York,  shows  the  following  requirements  neces¬ 
sary  before  a  permit  can  be  issued : 

1.  Discontinue  the  transportation  of  oil  in  excess 
of  2,500  gallon  tank  capacity.  Section  4.1. 

2.  Discontinue  the  use  of  tank  having  more  than  600 
gallon  capacity  in  each  compartment.  Section  4.2. 

It  is  unlawful  for  you  to  operate  this  truck  on  a 
public  highway  without  a  permit  from  the  Fire  Chief 
and  Commissioner. 

Kindly  advise  this  department  when  above  items 
have  been  complied  with.” 

and 

Whereas,  the  order  applies  to  applicant’s  truck  No.  20, 
which  is  a  Mack  Tractor  and  trailer  chassis  combination, 


626 


MINUTES 


purchased  in  November  1933  and  continuously  in  use  since 
for  the  transportation  of  No.  2  and  No.  4  fuel  oil  from 
Newark,  N.  J.,  to  Garden  City,  L.  I.;  and 

Whereas,  the  trailer  tank  is  equipped  with  two  compart¬ 
ments  having  a  capacity  of  3,081  gallons  and  1,591  gallons 
respectively,  gross  4,672  gallons ;  and 

Whereas,  the  truck  is  39  ft.  long,  chassis  21,000  pounds 
and  tank  6,000  pounds;  combined  weight  of  tank  and 
chassis,  27,000  pounds ;  and 

Whereas,  the  board  deemed  that  the  Fire  Commissioner 
had  jurisdiction  over  transportation  of  combustible  liquids 
within  New  York  City  even  though  in  Interstate  Com¬ 
merce  ;  and 

Whereas,  the  board  deemed  that  the  great  hazard  in¬ 
volved  required  that  such  transportation  should  be  regu¬ 
lated  as  to  type  of  truck,  total  capacity  and  capacity  of 
compartments  as  a  necessary  protection  to  the  public. 

Resolved,  that  the  order  of  the  Fire  Commission  No. 
886-LC  be  and  it  hereby  is  affirmed  and  that  the  appeal  be 
and  it  hereby  is  denied. 


108-36- A. 

APPLICANT — Herbert  R.  Ritter,  for  H.  R.  Ritter  Truck¬ 
ing  Co.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  Herbert  R.  Ritter  and  E.  L. 
Orvis. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 


partment. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  . 0 

THE  RESOLUTION— 

(108-36- A) 


Whereas,  Herbert  R.  Ritter,  for  H.  R.  Ritter  Trucking 
Company,  owner,  filed  on  April  23,  1936,  an  appeal  from 
an  order  of  the  Fire  Commissioner,  No.  885-LC,  dated 
April  22,  1936,  which  reads: 

“An  inspection  of  truck  No.  25  with  tank  on  an 
Autocar  Tractor  and  Trailer  chassis,  used  by  you  for 
the  transportation  of  any  liquid  product  of  petroleum, 
shale  oil  or  coal  tar  as  required  by  Section  113,  Article 
8,  Chapter  10  of  the  Code  of  Ordinances  of  the  City  of 
New  York,  shows  the  following  requirements  neces¬ 
sary  before  a  permit  can  be  issued : 

1.  Discontinue  the  transportation  of  oil  in  excess 
of  2,500  gallon  tank  capacity.  Section  4.1. 

2.  Discontinue  the  use  of  tank  having  more  than  600 
gallon  capacity  in  each  compartment.  Section  4.2. 

It  is  unlawful  for  you  to  operate  this  truck  on  a 
public  highway  without  a  permit  from  the  Fire  Chief 
and  Commissioner. 

Kindly  advise  this  department  when  above  items 
have  been  complied  with.” 

and 

Whereas,  the  applicant  contends  that  truck  (No.  25), 
is  an  Autocar  Tractor  and  trailer  unit  purchased  in  1935 
for  the  transportation  of  No.  2  and  4  oils  from  Newark, 
N.  J.,  to  Garden  City,  Long  Island;  truck  is  39  ft.  long, 
chassis  21,000  pounds,  tank  6,000  pounds,  combined  weight, 
27,000  pounds  and  tank  capacity  is  4,547  gallons  divided 
into  7  compartments  as  follows : 

658  gallons,  640  gallons,  662  gallons,  641  gallons,  652  gal¬ 
lons,  650  gallons,  644  gallons, 
and 

Whereas,  the  board  deemed  that  the  Fire  Commissioner 
had  jurisdiction  over  transportation  of  combustible  liquids 


within  New  York  City  even  though  in  Interstate  Com¬ 
merce  ;  and 

Whereas,  the  board  deemed  that  the  great  hazard  in¬ 
volved  required  that  such  transportation  should  be  regu¬ 
lated  as  to  type  of  truck,  total  capacity  and  capacity  of 
compartments  as  a  necessary  protection  to  the  public. 

Resolved,  that  the  order  of  the  Fire  Commissioner,  No. 
885-LC  be  and  it  hereby  is  affirmed  and  that  the  appeal  be 
and  it  hereby  is  denied. 


97-36-A. 

APPLICANT — Quinn  Engineering  Co.,  Inc.,  for  Bill’s 
Gay  Nineties,  lessee. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — 57  East  54th  street,  north  side, 
166  ft.  east  of  Madison  avenue  (Block  No.  1290, 
Lot  No.  27/2),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  R.  S.  Hardy. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh . . .  4 

Negative  . 0 

Absent  . ’ ' "  g 


THE  RESOLUTION— 

(97-36-A) 

Whereas,  Quinn  Engineering  Company,  Incorporated, 
applicant  for  Bill’s  Gay  Nineties,  lessee,  filed  on  April  14, 
1936,  and  appeal  from  an  order  and  a  decision  of  the  fire 
commissioner  affecting  premises  57  East  54th  street,  north 
side,  166  ft.  east  of  Madison  avenue,  (Block  No.  1290,  Lot 
No.  27]E4),  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  fire  commissioner  dated 
April  14,  1936,  reads  as  follows : 

“Responding  to  the  request  made  in  this  office,  as 
the  fire  commissioner  will  no  longer  rescind  an  order 
and  reissue  it,  so  that  it  can  be  taken  to  the  Board  of 
Standards  and  Appeals  in  the  event  that  the  time  limit 
of  twenty  days  has  expired,  we  are  forwarding  this 
letter  to  be  presented  to  the  Board  of  Standards  and 
Appeals,  as  we  understand  that  board  will  accept  such 
a  letter,  and  which  will  advise  that  order  numbered 
7608-LC  was  issued  against  the  refrigerating  plant  in 
premises  occupied  by  Bill’s  Gay  Nineties,  57  East  54th 
street,  Manhattan,  and  read  as  follows : 

3 — Discontinue  direct  expansion  for  air  conditioning 
purposes. 

REASON :  Direct  expansion  may  not  be  used  above 
1st  story,  unless  the  entire  system  is  confined  to  one 
floor.  Present  system  is  reported  to  extend  from  1st 
to  2nd  story.” 

and 

Whereas,  the  order  of  the  fire  commissioner  No.  7608- 
LC  dated  October  10,  1935,  reads  as  follows: 

“Before  a  permit  may  be  issued  to  maintain  a  refrig¬ 
erating  system,  the  following  must  be  done : 

3.  Discontinue  direct  expansion  for  air  conditioning 
purposes. 

REASON :  Direct  expansion  may  not  be  used  above 
1st  story,  unless  the  entire  system  is  confined  to  one 
floor.  Present  system  is  reported  to  extend  from  1st 
to  2nd  story.” 

and 

Whereas,  the  building,  which  is  more  than  15  years  old 
is  situated  in  a  retail  district  and  has  been  used  for  its 
present  use  since  August  1929;  it  is  of  ordinary  brick  con¬ 
struction,  4  stories  and  basement,  60  ft.  in  height,  22  by  80 
ft.  in  area,  OCCUPIED:  Basement,  bar  and  dining  room, 
50  persons ;  first  floor,  dining  room,  50  persons ;  vacant 
above;  and 
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Whereas,  it  is  proposed  to  install  in  a  separate  room  in 
the  rear  yard  a  compressor  and  coil  with  a  capacity  of  30 
pounds  of  Freon  (F12)  refrigerant;  the  coil  which  will 
be  used  for  cooling  air  will  be  located  in  the  ducts  leading 
direct  to  the  basement  and  first  story  through  the  rear  wall 
of  the  building;  and 

Whereas,  the  applicant  contends  that  the  system  as  de¬ 
signed  will  be  the  same  as  if  a  refrigerating  room  were 
installed  on  each  floor  and  separate  refrigeration  systems 
used;  the  cool  air  will  be  distributed  from  the  refrigera¬ 
tion  room  located  in  an  out-house  by  entirely  separate 
duct-systems  to  the  basement  and  first  floor ;  the  duct  sys¬ 
tem  to  the  first  floor  will  not  penetrate  the  ceiling  of  the 
basement  but  will  enter  through  the  rear  wall  of  the  build¬ 
ing;  that  from  a  safety  view-point,  the  fact  that  the  refrig¬ 
eration  room  is  located  outside  the  building  is  less  haz¬ 
ardous  than  if  it  were  located  in  the  main  building;  the 
fact  that  one  compressor  and  one  cooler  is  used  in  cooling 
the  two  floors  minimizes  the  possibility  of  gas  concentra¬ 
tion  because  gas  from  a  leak  would  be  diffused  between 
two  floors  and  the  amount  of  concentration  would  be  neg¬ 
ligible;  that  the  order  of  the  fire  commissioner  is  not  in 
keeping  with  good  air  conditioning  practices  and  that  no 
benefits  or  safeguards  would  be  gained  by  compliance. 

Resolved,  that  the  order  No.  7608-LC  and  decision  of  the 
fire  commissioner  be  and  they  hereby  are  modified,  and  the 
appeal  be  and  it  hereby  is  granted  to  permit  the  operation 
of  the  existing  air  conditioning  system  on  condition  that 
there  shall  be  at  no  time  more  than  30  lbs.  of  F-12  refrig¬ 
erant  used  therein  and  air  conditioning  shall  be  confined  as 
indicated  on  plans  filed  with  this  appeal — to  basement  and 
parlor  or  first  floor  of  this  building ;  that  the  building  shall 
comply  in  all  other  respects  to  the  Certificate  of  Occupancy 
issued  by  the  commissioner  of  buildings ;  that  the  refriger¬ 
ant  equipment  installed  in  the  rear  enclosure  shall  be  sep¬ 
arated  from  the  balance  of  the  building  by  masonry  con¬ 
struction  with  direct  ventilation  to  the  outer  air,  provided 
by  means  of  a  window  on  side  wall  opening  to  the  rear 
yard  and  with  a  vent  through  the  roof  directly  connected 
to  the  gas  preheater  or  other  open  flame;  that  this  modi¬ 
fication  is  granted  only  so  long  as  conditions  herein  set 
forth  are  maintained  and  the  building  is  used  for  the  oc¬ 
cupancy  as  herein  stated. 


120-36-A. 

APPLICANT— -A.  J.  Daidone,  for  Finest  Steam  Laundry, 
Inc.,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 329  Stagg  street,  north  side, 
119  ft.  west  of  Bogart  street  (Block  No.  3030,  Lot 
Nos.  16  and  27),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  A.  J.  Daidone. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE—  „  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(120-36-A) 

Whereas,  A.  J.  Daidone,  for  Finest  Steam  Laundry, 
Inc.,  owner,  filed  on  May  4,  1936,  an  appeal  from  a  deci¬ 
sion  of  the  commissioner  of  buildings,  Borough  of 
Brooklyn,  affecting  premises  329  Stagg  street,  north  side, 
119  ft.  west  of  Bogart  street  (Block  No.  3030,  Lots  Nos. 
16  and  27),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  acting  on  permit  No.  3837-36  dated  April  30,  1936, 
reads  as  follows: 


“Proposed  conversion  of  a  frame  building  in  the  fire 
limits  from  residential  to  business  use  is  contrary  to 
sections  5-4  and  480  of  building  code.  Not  further 
examined.’’ 

and 

Whereas,  the  building  located  in  an  unrestricted  dis¬ 
trict  was  erected  prior  to  1902  and  is  of  frame  construc¬ 
tion,  three  stories,  35  ft.  in  height,  25  ft.  by.  58  ft.  in  area, 
formerly  occupied  as  old  law  tenement  having  two  apart¬ 
ments  on  each  floor.  It  is  proposed  to  remove  the  pres¬ 
ent  partitions  and  stairs  and  install  a  new  3  ft.  8  in.  stair¬ 
way  enclosed  in  fire  retarded  partitions  with  fireproof  self¬ 
closing  doors  at  all  openings.  It  is  proposed  to  fire  retard 
the  ceilings  and  front  and  rear  walls,  the  side  walls  are 
brick  filled.  The  building  will  be  used  for  the  storage 
of  coats,  aprons  and  towels,  not  more  than  five  persons, 
in  conjunction  with  the  laundry  occupancy  of  the  building 
adjoining  to  the  east. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  modifv  the  decision  of  the  commissioner  of 
buildings  and  that  the  appeal  be  and  it  hereby  is  granted, 
permitting  the  building  under  appeal  to  be  used  for  busi¬ 
ness  purposes,  on  condition  that  the  side  walls  shall  be 
brick-filled  for  their  entire  height  with  brick-fill  not  less 
than  4  in.  in  thickness;  that  the  front  and  rear  walls 
where  not  brick-filled  shall  be  fire-retarded  as  proposed 
on  the  inside;  that  the  present  partitions  and  stairs  shall 
be  entirely  removed  and  a  new  fire-retarded  stair  erected 
from  cellar  to  roof,  protected  by  sprinkler  protection  ex¬ 
tended  from  the  adjoining  building;  that  other  than  as 
modified  herein,  the  building  shall  in  all  other  respects 
comply  with  all  laws,  rules  and  regulations  applicable 
thereto;  on  further  condition  that  the  occupancy  of  the 
building  shall  be  only  for  the  storage  of  materials  stored 
and  used  by  the  adjoining  laundry  occupancy  to  the  east 
and  that  the  number  of  persons  employed  in  the  building 
shall  at  no  time  exceed  five  (5)  ;  and,  granted  only  so  long 
as  the  balance  of  the  plot  through  to  Meadow  street  shall 
be  left  unoccupied  so  as  to  provide  exit  from  the  existing 
rear  fire  escape  as  a  second  means  of  exit;  that  all  per¬ 
mits  shall  be  obtained  within  three  months  and  all  work 
completed  within  one  year  from  the  date  of  this  action. 


123-36-A. 

APPLICANT— Otto  Koref,  for  Janquil  Realty  Co.,  Inc., 
owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED— 1588  Jerome  avenue,  northeast 
corner  of  Mount  Eden  avenue  (Block  No.  2847, 
Lot  No.  1),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Otto  Koref. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE—  „  .  . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(123-36-A) 

Whereas,  Otto  Koref,  on  behalf  of  Janquil  Realty  Co., 
Inc.,  owner,  filed  on  May  6,  1936,  an  appeal  from  an  order 
and  decision  of  the  fire  commissioner  affecting  premises 
1588  Jerome  avenue,  northeast  corner  Mt.  Eden  avenue 
(Block  No.  2847,  Lot  No.  1),  Borough  of  The  Bronx;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  May 
24,  1935,  No.  6217-LC,  reads  as  follows: 

“With  reference  to  your  application  dated  March 
28,  1935,  for  a  permit  to  maintain  the  storage  and  use 
of  combustible  mixture  at  above  location,  I  regret  to 
inform  you  that  I  am  without  power  to  grant  such  a 
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and 


permit  for  the  reason  section  141-1,  chapter  10,  Code 
of  Ordinances,  prohibits  the  issuance  of  such  permit 
in  any  building  that  is  within  50  ft.  of  a  place  of 
public  amusement. 

YOU  ARE  THEREFORE,  HEREBY,  ORDERED 
TO 

1.  Discontinue  the  manufacture  of  a  combustible 
mixture  on  these  premises.” 


Whereas,  the  decision  of  the  fire  commissioner,  dated 
May  5,  1936,  reads  as  follows : 

.  “Replying  to  your  inquiry  of  May  1,  1936,  be  ad¬ 
vised  that  order  numbered  6217-LC,  issued  against 
you  on  May  24,  1935,  reads  as  follows: 

“‘With  reference  to  your  application  dated  March 
28,  1935,  for  a.  permit  to  maintain  the  storage  and 
use  of  combustible  mixture  at  above  location,  I  regret 
to  inform  you  that  I  am  without  power  to  grant  such 
a  permit  for  the  reason  section  141-1,  chapter  10,  Code 
of  Ordinances,  prohibits  the  issuance  of  such  permit 
in  any  building  that  is  within  50  ft.  of  a  place  of  pub- 
lice  amusement. 

YOU  ARE  THEREFORE,  HEREBY,  ORDERED 
TO 

1 — Discontinue  the  manufacture  of  a  combustible 
mixture  on  these  premises.’  ” 

and 

Whereas,  the  building,  located  in  a  business  use  district, 
was  erected  in  1924  of  brick  construction,  one  story  in 
height,  100  ft.  by  91  ft.  in  area;  and 
Whereas,  the  applicant  conducts  an  exterminating  busi¬ 
ness  in  one  of  the  stores  and  stores  one  55  gal.  drum  of 
varnolene  and  10  gallons  of  disinfectant  to  be  used  in 
the  conduct  of  his  business ;  and 
Whereas,  the  applicant  contends  that  while  he  is  within 
50  ft.  of  a  place  of  public  assembly,  there  is  an  intervening 
store  12  ft.  wide  and  a  9  ft.  open  driveway  between  his 
store  and  the  place  of  public  assembly;  that  the  storage 
and  manufacture  of  combustible  materials  are  necessary 
in  the  conduct  of  his  business  and  if  this  appeal  is  not 
granted,  it  will  result  in  an  unnecessary  hardship  being 
sustained  by  him. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
6217-LC  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  to  permit  in  the  premises  under 
appeal  the  manufacture  and  use  in  connection  with  the 
exterminating  business  of  combustible  mixtures  employing 
varnolene,  on  condition  that  there  shall  at  no  time  be 
stored  on  the  premises  more  than  one  (1)  55-gal.  drum 
and  that  the  total  of  such  combustible  mixture  in  process 
and  in  finished  form  shall  at  no  time  exceed  100  gallons  ; 
and  that  in  all  Vffher  respects  the  building  and  occupancy 
shall  comply  with  all  rules  and  regulations  applicable 
thereto,  and  also  granted  only  so  long  as  conditions  as 
indicated  on  plans  filed  with  this  appeal  are  maintained, 
and  only  so  long  as  the  adjacent  place  of  public  assembly 
has  an  unpierced  wall  toward  the  premises  under  appeal. 


134-36-A. 

APPLICANT — Sound  Film  Enterprises,  Inc.,  lessee. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 723  Seventh  avenue,  north¬ 
west  corner  of  West  48th  street,  12th  floor,  front 
Block  No.  1001,  Lot  No.  1),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Benjamin  F.  Isaacs. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 
Walsh .  4 


Negative  .  q 

Absent  .  . .  q 

THE  RESOLUTION— 

(134-36-A) 

Whereas,  Sound  Film  Enterprises,  Inc.,  applicant  and 
lessee,  filed  on  May  11,  1936,  an  appeal  from  an  order 
ot  the  fire  commissioner  affecting  premises  723  Seventh 
avenue,  northwest  corner  West  48th  street,  12th  floor 
front,  (Block  No.  1001.  Lot  No.  1),  Borough  of  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner  (No.  950- 
LC)  dated  April  25,  1936,  reads  as  follows: 

“With  reference  to  your  application,  dated  April  2, 
1936,  for  a  permit  to  conduct  a  motion  picture  studio! 
at  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit  for  the  reason : 

A.  The  occupancy  of  the  stories  above  the  motion 
picture  studio  are  not  a  like  occupancy  as  per  section 
245,  subdivision  1,  chapter  10,  Code  of  Ordinances 
YOU  ARE  THEREFORE  HEREBY  ORDERED 
AND  REQUIRED  TO: 

.  1*  Refrain  from  maintaining  or  conducting  motion 
picture  studio  at  the  above  address  in  violation  of 
the  provisions  of  the  Code  of  Ordinances.” 

and 

Whereas,  the  building  which  was  erected  in  1918  is 
twelve  stories  and  pent  house,  140  ft.  in  height,  50  x  66  ft. 
in  area,  of  fireproof  construction,  EQUIPPED  with  a 
sprinkler  and  standpipe  system  and  OCCUPIED  as  follows  : 
First  floor,  restaurant,  40  persons ;  second  floor,  sale  of  cam¬ 
eras,  beauty  parlor  and  office,  8  persons ;  third  floor,  offices, 

5  persons;  fourth  floor,  film  laboratory,  15  persons;  fifth 
floor,  film  exporters,  15  persons ;  sixth  floor,  film  process- 
nig  and  offices,  9  persons;  seventh  floor,  salesroom  and 
office,  5  persons;  eighth  floor,  salesroom,  offices  and  film 
cutting  room,  5  persons;  ninth  floor,  motion  picture  sup¬ 
plies  and  office,  2  persons;  tenth  floor,  offices,  4  persons; 
eleventh  floor,  offices  and  manufacturing  of  costumes,  8 
persons;  twelfth  floor,  offices,  projecting  room  and  re¬ 
cording  studio,  3  persons,  pent  house,  photograph  studio 
and  office  of  building,  3  persons;  and 
Whereas,  the  applicant  contends  that  it  is  now  con¬ 
ducting  a  sound  recording  studio  on  the  premises  under 
permit  No.  10690  from  the  fire  department  and  it  is  now 
proposed  to  conduct  the  business  of  taking  small  motion 
picture  scenes,  such  as  are  taken  every  day  in  office  build¬ 
ings  and  houses  with  the  same  type  film,  camera  and  lights 
and  which  do  not  in  the  slightest  degree  increase  the  fire 
hazard;  that  not  more  than  25  reels  of  film  will  be  kept 
on  the  premises,  similar  permission  has  been  granted  by 
the  board  at  premises  729  Seventh  avenue,  33  West  60th 
street  and  1600  Broadway;  that  the  space  occupied  by 
the  applicant  is  on  the  twelfth  floor,  which  is  virtually 
the  top  story,  the  penthouse  being  occupied  by  a  photog¬ 
raphers’  studio  and  office  of  the  building;  and 
Whereas,  C.  O.  No.  2717-1921  indicates  the  occupancy 
as  follows :  first  floor,  store,  30  persons ;  second  to  twelfth 
floors,  offices,  30  persons ;  penthouse,  film  vault,  no  persons. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
950-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  on  condition  that  the  occu¬ 
pancy  shall  comply  in  all  other  respects  to  all  laws,  rules 
and  regulations  applicable  thereto. 


103-36-S. 


VARIATION  OF  LABOR  LAW 


APPLICANT — Henry  V.  D.  Black,  owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  a  de¬ 
cision  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED — 200-204  William  street  and  18- 
24  Frankfort  street,  northeast  corner  (Block  No. 

APPEARANCES^’  ?)’  B°rOUgh  of  Manhattan- 

For  Applicant :  H.  V.  D.  Black  and  James  Lynn. 
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For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Application  withdrawn  to  com¬ 
ply. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh  . . .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(103-36-S) 

Whereas,  Henry  V.  D.  Black,  owner,  filed  on  April  15, 
1936,  an  application  for  a  variation  of  the  requirements  of 
Section  272  of  the  labor  law,  as  contained  in  a  decision  of 
the  Commissioner  of  Buildings,  Borough  of  Manhattan, 
dated  March  31,  1936,  affecting  premises  Nos.  200-204  Wil¬ 
liam  street  and  18-24  Frankfort  street,  northeast  corner 
(Block  No.  120,  Lot  No.  7),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  March  31,  1936,  reads  as  follows  : 

“Replying  to  your  communication  of  March  30th, 
you  are  advised  that  your  request  for  permission  to 
install  gates  on  the  stairway  openable  from  the  inside 
only  to  prevent  intrusion  must  be  denied.  These  gates 
would  constitute  a  violation  of  the  labor  law  relating 
to  exits  in  factory  buildings.” 

^Whereas,  the  building,  erected  in  1904,  is  of  fireproof 
construction,  11  stories,  78  ft.  front  by  117  ft.  in  depth, 
EQUIPPED  with  an  interior  fire  alarm  system,  two  in¬ 
terior  enclosed  stairs  extending  from  the  street  to  the  roof 
bulkhead,  enclosed  in  4  in.  terra  cotta  blocks  with  kalamine 
doors  at  the  openings  and  two  exterior  fire  escapes  on  the 
north  side  of  the  building,  extending  by  ladder  to  the  roof 
and  by  counter-balanced  ladders  to  the  Brooklyn  Bridge 
Plaza  at  street  level ;  the  building  is  occupied— sub-cellar— 
shipping— 5  persons;  cellar— boiler  room— 2  persons;  1st 
floor — store— 6  persons;  2nd  floor — sales  and  assembly  of 
electrical  parts— 30  persons;  3rd  floor— lithographing— 14 
persons ;  4th  floor— offices— 25  persons ;  5th  floor— printing 
— 12  persons;  6th  floor— lithographing — 6  persons;  7th  floor 
—office  and  lithographing— 19  persons;  8th  floor— litho¬ 
graphing— 11  persons;  9th  floor— artist-photographer— 25 
persons;  10th  floor— lithographing— 9  persons;  11th  floor- 
printing— 12  persons;  penthouse— machinery,  superintend¬ 
ent’s  office — 1  person;  and 

Whereas,  it  is  proposed  to  erect  wire  screen  gates  7  ft. 
high  on  the  stairways  between  the  first  and  second  story 
on  the  easterly  stairway  and  between  the  second  and  third 
story  on  the  westerly  stairway  so  as  to  prevent  ascent  of 
these  stairways  by  strangers ;  and 

Whereas,  the  owner  contends  that  several  hold-ups  have 
been  committed  on  the  premises  and  the  proposed  gates  are 
for  the  protection  of  heavy  payrolls  of  the  tenants ;  that 
the  proposed  screen  gates  will  permit  exit  in  case  of  fire 
but  exclude  ascent  except  by  elevators  or  signal  from  out¬ 
side;  and  . 

Whereas,  the  premises  were  inspected  by  a  committee 
of  the  board,  whose  verbal  recommendation  as  made  by 
the  chairman  was  that  the  appeal  should  not  be  granted 
since  it  would  create  a  dangerous  condition. 

Resolved  that  the  application  be  and  it  hereby  is  with¬ 
drawn. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
119-36-SA. 

APPLICANT— Teesdale  Manufacturing  Company,  owner. 
SUBJECT— Teesdale  Baramatic  Damper,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board 
for  test  and  report. 


125-36-SA. 

APPLICANT — Universal  Oil  Burner  Co.,  Inc.,  owner; 
Alex  Mitnick,  agent. 

SUBJECT— Flex-O-Gas  Oil  Burner  for  Pressing  Ma¬ 
chine,  Model  T-2,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board 
for  test  and  report. 


207-35-SA. 

APPLICANT— William  V.  McDevit,  for  Cole’s  Hot  Blast 
Mfg.  Company,  owner. 

SUBJECT— Application  for  reopening— consideration— 
Cole  Hot  Blast  Oil  Heaters — to  include  Model  915. 

APPEARANCES— 

For  Applicant :  William  V,  McDevit. 

ACTION  OF  BOARD— Application  reopened,  placed  on 
Reserve  Calendar  and  referred  to  engineer  of  the 
board  for  test  and  report. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


60-36-SA. 

APPLICANT— Eugene  J.  Weber,  for  General  Oil  Burner 
Corp.,  owner. 

SUBJECT— General  Automatic  Oil  Burner,  Models  A  and 
FM,  approval  of. 

APPEARANCES— 

For  Applicant:  Eric  Knudson. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 
with  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(60-36-SA) 

Whereas,  Eugene  J.  Weber,  for  General  Oil  Burner 
Corp.,  owner,  filed  March  18,  1936,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  the  de¬ 
vice  known  as  the  General  Automatic  Oil  Burner,  Model 
A  and  FM;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representative  of  the  Bureau  of  Combustibles  of 
the  Fire  Department,  was  substantially  as  follows: 

The  burner  installed  was  the  Model  A  and  is  of  the 
mechanical  draft  pressure  atomizing  gun  type  and 
consists  of  the  following  assembly: 

A  Century  1/6  H.P.  motor. 

A  Cuno  strainer. 

A  Tuthill  pump. 

A  Monarch  regulating  valve  and  Sirocco  type  fan. 

Ignition:  Electric,  Webster  transformer. 

Controls:  Protecto-relay  R-117/3.  An  Aquastat 
manufactured  by  the  Minneapolis  Honeywell  Com- 
pany. 

With  a  cold  combustion  chamber  and  the  oil  supply 
shut  off,  the  controls  operated  and  shut  the  burner 
down  in  110  seconds.  The  burner  was  then  put  in 
normal  operation  for  approximately  45.  minutes  and 
the  controls  functioned  as  designed.  During  the  period 
of  the  test  there  were  no  flare  backs  and  the  flame 
was  clean  and  free  of  smoke.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  deposits. 
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Records  indicate  that  the  Model  FM  differs  only  from 
the  A  in  that  the  model  “FM”  employs  a  larger  fan 
and  has  the  motor  flange  mounted. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  General  Automatic  Oil  Burner, 
Model  A,  be  approved  for  domestic  installations,  with 
fuel  oil  not  heavier  than  No.  3,  U.  S.  Dept,  of  Com¬ 
merce  Standards  and  when  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals,  and  that  Model  FM  be  not  approved 
until  an  installation  has  been  made  and  inspected. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  General  Automatic 
Oil  Burner,  Model  A,  for  use  in  domestic  installations, 
with  fuel  oil  not  heavier  than  No.  3,  U.  S.  Dept,  of  Com¬ 
merce  Standards,  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Appeals 
on  condition  that  there  shall  be  permanently  attached  to 
each  burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  60-36-SA. 


96-36-SA. 


APPLICANT — Michael  Kliegman,  agent  for  Quiet  Heet 
Mfg.  Corp.,  owner. 

SUBJECT  Silent  Heet  Oil  Burner,  Model  C,  approval 
of. 

APPEARANCES— 


For  Applicant:  Eric  Knudson. 

ACTION  OF  BOARD — Appliance  approved  in  accord- 
„,TTT,  ance  with  report  of  the  engineer  of  the  board. 
THE  VOTE  TO  APPROVE— 


Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Bloom  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 


THE  RESOLUTION— 

(96-36-SA) 

Whereas,  Michael  Kliegman,  agent  for  The  Quiet  Heet 
Mfg.  Corp.,  owner,  filed  April  14,  1936,  an  application  with 
ffie  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Silent  Heet  Oil  Burner,  Model  C ;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 


the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  Bureau  of  Combustibles  was 
substantially  as  follows : 

This  oil  burner  is  of  the  mechanical  draft  pressure 
atoimzing  gun  type  and  the  assembly  consists  of  the 
following : 

A  Leland  motor,  1/5  H.P. 

A  Sundstrand  fuel  unit  consisting  of  strainer 
pump  and  pressure  regulating  valve. 

A  Sirocco  type  fan. 

A  Harsch  nozzle. 


ignition :  Electric,  Webster  transformer. 

Controls :  A  Pyrostat  and  Protecto-relay  model  No 
10  and  pressure  switch  No.  33,  manufactured  by  the 
Minneapolis  Honeywell  Company. 

With  the  oil  supply  shut  off,  the  burner  was  operated 
and  the  controls  shut  the  burner  down  in  34  seconds. 
For  approximately  45  minutes  the  burner  was  put  in  a 
normal  operation  and  the  controls  functioned  as  de¬ 
signed.  During  the  period  of  the  test  there  were  no 
Hare  backs  and  the  flame  was  free  and  clean  of  smoke. 
Examination  of  the  combustion  chamber  showed  no 
undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  rec¬ 
ommended  that  this  burner  be  approved  for  domestic 
and  commercial  installations,  with  fuel  oil  not  heav¬ 
ier  than  No.  3,  U.  S.  Department  of  Commerce  stand¬ 
ards,  and  when  installed  in  accordance  with  the  oil 
burner  rules  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
at1"  j  ,  t^/ove  the  device  known  as  Silent  Heet  Oil  Burner 
Model  C  for  domestic  and  commercial  installations,  when 
installed  in  accordance  with  the  oil  burner  rules  of  the 
Board  of  Standards  and  Appeals,  for  use  with  fuel  oil 
not  heavier  than  No.  3  U.  S.  Department  of  Commerce 
standards,  and  that  there  shall  be  permanently  attached 
to  each  burner  installed  a  label  reading : 

NOTICE 


Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  96-36-SA. 


Adjourned,  4:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


♦CORRECTION 


The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  12,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  20,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows  : 


(1304-25-BZ) 

Whereas,  the  application  affecting  premises  2447  Conej 
,  aYen“e>  east  side’  3°U  ft.  north  of  Avenue  V 
lBIock  No.  7343,  Lot  No.  61),  Borough  of  Brooklyn,  was 


^Correction — The  words  “other  than  as  to  term  as  herein 
permitted”  inserted  in  line  14  of  resolution. 


granted  by  the  board  for  a  temporary  period  of  two  years, 
June  12,  1928,  and  the  period  extended  from  time  to  time' 
the  last  extension  being  granted  May  15,  1934,  on  certain 
conditions,  and  owner  requests  a  further  extension. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
May  15,  1934,  be  and  it  hereby  is  amended  only  so  far  as 
it  has  reference  to  the  term  of  the  permit,  so  that  as 
amended  this  portion  of  the  resolution  will  read : 

‘‘Granted  under  section  21  for  a  temporary  period 
of  two  years  from  the  date  of  this  amended  action 
and  that  other  than  as  to  term  as  herein  permitted  the 
resolution  adopted  on  May  15,  1934,  shall  be  complied 
with. 


NOTICE 
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♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  12,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  20,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows : 

( 1259-24- A) 

Whereas,  this  appeal  affecting  premises  2-20  East  102nd 

street  (Block  No.  1607,  Lot  No.  59),  Borough  of  Manhat¬ 
tan,  was  denied  by  the  board  December  23,  1924 ,  and 
Whereas,  the  owner,  the  Fifth  Avenue  Coach  Company, 
through  its  agent,  Francis  Seaman,  requested  a  reopening 
of  this  appeal  and  the  appeal  was  reopened  by  vote  of  the 
board,  April  28,  1936 ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  9,  1936,  in  acting  on  Fire  Prevention  Appli¬ 
cation  106-1936,  reads: 

“2.  The  proposed  installation  of  six  1350  gallon 
gasoline  storage  tanks  is  contrary  to  Chapter  10,  Code 
of  Ordinance  and  Cal.  No.  1259-24-A,  resolution 
Board  of  Appeals.” 

and 

Whereas,  the  building  is  fireproof,  3  stories  in  height, 
100  ft.  11  in.  by  250  ft.,  occupied  as  a  garage  for  more 

*  Correction — In  line  17  of  resolution,  ‘  130  changed  to 
“250.” 


than  five  (5)  motor  vehicles;  and 

Whereas,  applicant  contends  that  under  the  denied  ap¬ 
peal  there  were  but  55  busses  in  the  building  but  now 
there  are  150  and  that  larger  gasoline  storage  is  required. 
That  there  is  rock  under  the  building  and  that  the  nature 
of  this  rock  and  the  character  of  the  building  render 
blasting  impossible,  and  that  it  is  proposed  to  use  existing 
pit,  that  the  average  daily  consumption  of  gasoline  is  2500 
gallons. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  denying  the  application  to  install  six  (6)  1350-gallon 
tanks  to  replace  an  abandoned  battery  of  six  (6)  500- 
gallon  hydraulic  type  storage  tanks  originally  installed  in 
1913,  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  there  may  be  in¬ 
stalled  an  8500-gallon  tank  for  the  storage  of  gasoline, 
following  the  construction  indicated  on  revised  plan 
marked  “Received  May  9,  1936” ;  that  detail  working  draw¬ 
ings  shall  be  submitted  to  this  Board  before  filing  same 
with  the  commissioner  of  buildings ;  that  the  tank  shall 
be  inspected  monthly  and  that  record  of  such  inspections 
shall  be  available  for  examination  by  the  Inspector  of 
Combustibles;  that  the  ventilation  system  shall  be  kept  in 
continuous  operation ;  that  there  shall  be  an  electrical  con¬ 
nection  to  preclude  operation  of  the  dispensing  pumps 
unless  the  ventilating  exhaust  fan  is  being  electrically 
operated. 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  12,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  20,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows  : 

(15-36-SA) 

Whereas,  Benjamin  Riesner,  Inc.,  owner,  filed  January 
28,  1936,  an  application  with  the  Board  of  Standards  and 
Appeals  for  approval  of  their  device  known  as  the  Riesner 
Fuel  Oil  Ventilating  Brick  No.  F-l  and  Riesner  Volatile 
Oil  Ventilating  Brick  No.  G-l  and  No.  G-2;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows : 

There  has  been  submitted  to  this  board  for  approval 
the  Riesner  Fuel  Oil  Ventilating  Brick  No.  F-l  and 
the  Riesner  Volatile  Oil  Ventilating  Brick  G-l  and 
G-2  for  use  on  the  end  of  the  vent  lines  from  fuel  oil 
and  gasoline  tanks. 

This  brick  consists  of  a  cast  iron  box  protected  at 
the  opening  with  double  mesh  brass  fire  screen  20 
mesh.  It  is  to  be  built  into  the  exterior  wall  of  a 
building  to  be  connected  to  the  end  of  the  pipe. 

Rule  6,  subdivision  D,  provides : 

“Vent  pipes  shall  be  provided  with  a  weather¬ 
proof  hood  and  shall  terminate  outside  the  build¬ 
ing  not  less  than  two  (2)  feet  from  any  building 
opening  and  not  less  than  four  (4)  feet  nor  more 
than  twelve  (12)  feet  above  the  fill  pipe  terminal.” 

This  rule  in  my  opinion  would  not  prohibit  the  use 
of  the  Riesner  fuel  oil  ventilating  brick  model  No. 
F-l  and  it.  is  recommended  that  this  device  be  approved 
as  conforming  with  the  requirements  of  rule  6  of  the 
Oil  Burner  rules  if  installed  in  accordance  with  said 
rules. 

*Correction — The  words  “for  or  on”  inserted  in  line  52 
of  resolution. 


Section  131,  paragraph  14,  chapter  10  of  the  Code 
of  Ordinances  reads : 

“Vent  Pipe — The  vent  pipe  shall  be  at  least  1 
inch  in  diameter  shall  run  from  the  tank  to  the 
outer  air  at  least  10  feet  above  the  roof  of  the 
building  in  which  the  plant  is  located  and  shall 
be  at  least  10  feet  from  the  nearest  window  of  any 
adjoining  building  and  well  braced  in  position.  It 
shall  be  capped  with  a  double  gooseneck  cowl  or 
hood  and  provided  with  a  screen  made  of  2  thick¬ 
nesses  of  20  mesh  brass  wire  gauge  placed  imme¬ 
diately  below  the  gooseneck.” 

This  ordinance  in  my  opinion  would  not  prohibit  the 
use  of  the  Riesner  volatile  oil  ventilating  brick  G-l  and 
G-2  for  outside  tank  installations  and  the  placing  of  the 
vent  line  in  the  wall  of  a  building  provided  the  re¬ 
quirements  of  the  ordinance  are  complied  with  as  to 
distance  from  windows. 

It  is  recommended  that  this  device  be  approved  as 
conforming  to  the  requirements  of  section  131,  para¬ 
graph  14  of  chapter  10  of  the  Code  of  Ordinances 
when  used  for  or  on  outside  gasoline  tank  installations 
and  maintained  at  the  required  distance  from  windows 
or  other  openings. 

and 

Whereas,  tests  conducted  on  this  device  indicated  that 
it  would  provide  proper  ventilation  and  would  prevent  the 
passage  of  flame. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Riesner  Fuel  Oil 
Ventilating  Brick  No.  F-l  for  use  with  fuel  oil  installa¬ 
tions  and  Riesner  Volatile  Oil  Ventilating  Brick  Nos.  G-l 
and  G-2  for  use  with  volatile  inflammable  oil  installations 
when  installed  in  accordance  with  the  report  of  the  engi¬ 
neer  of  the  board,  on  condition  that  the  device  shall  bear 
a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  15-36-SA. 
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♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  12,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  20,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows : 

(641-30-BZ) 

Whereas,  this  application  affecting  premises  south  side 
of  Hillside  avenue,  41  ft.  east  of  207th  street  (Block  No. 
1508,  Lot  Nos.  3,  4  and  5),  Queens  Village,  Borough  of 
Queens,  was  granted  by  the  board  May  5,  1931,  for  a  tem¬ 
porary  period  of  two  years,  and  on  May  2,  1933,  this 
temporary  period  was  extended  for  an  additional  period 
of  two  years ;  a  request  for  a  further  extension  was  denied 
July  16,  1935;  and 

Whereas,  on  writ  of  certiorari,  the  application  was  re¬ 
ferred  back  to  the  board  by  the  court  for  consideration 
and  was  reopened  by  vote  of  the  board  March  17,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  board  as  at  present  constituted  does  not 
consider  that  an  area  such  as  this  can  be  classified  as  an 
undeveloped  section  “within  the  meaning  of  section  7, 
subdivision  F,”  but,  because  this  is  a  continuing  board,  the 
committee  is  of  the  opinion  that  unless  development  has 
taken  place,  the  finding  of  the  members  in  1931  should 
control. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 


*Correction — The  word  “unless”  changed  to  “except”  in 
line  43  of  resolution. 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  12,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  20,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows  : 

(62-34-BZ) 

Whereas,  this  application  affecting  premises  6502-6504 
Fort  Hamilton  parkway,  southwest  corner  of  65th  street 
(Block  No.  5750,  Lot  Nos.  19  and  20),  Borough  of  Brook¬ 
lyn,  was  granted  by  the  board  June  26,  1934,  on  certain 
conditions,  amended  January  8,  1935,  and  October  29,  1935, 
and  applicant  requested  a  further  amendment  of  the  reso¬ 
lution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
June  26,  1934,  as  amended  January  8,  1935,  and  October 
29,  1935,  be  and  it  hereby  is  further  amended,  so  that  as 
amended  the  resolution  shall  read: 

“That  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  part  indicated  on  revised  plans 
marked  ‘Received  December  24,  1934,’  of  dimensions 
approximately  28  ft.  on  Fort  Hamilton  parkway  and  45 
ft.  9  in.  on  65th  street,  shall  be  entirely  cleared  of  all 
buildings  and  regraded  to  the  approximate  level  of  the 
street  curb  that  there  shall  be  constructed  along  the 
westerly  line  between  this  building  and  the  adjacent 
building  an  unpierced  brick  wall  not  less  than  13  ft.  in 
height;  that  all  openings  in  the  adjoining  one-story 
building  to  the  south  shall  be  blocked  up  with  masonry 
equivalent  to  the  thickness  of  the  wall,  up  to  a  height 
of  at  least  15  ft.  above  curb  level,  except  that  there 
may  be  one  show  window  constructed  as  indicated  not 
over  5  ft.  square  in  size,  provided  this  show  window  is 
equipped  with  a  metal  frame  and  fixed  sash  and  glazed 
with  34-inch  wire  plate  glass  that  the  entire  plot  shall 
be  cement  paved ;  that  there  may  be  erected  one  greas¬ 
ing  pit  toward  the  westerly  side  that  no  gasoline  pump 
shall  be  nearer  than  8  ft.  7  in.  from  the  Fort  Hamil- 


*Correction— Italics  of  resolution  of  May  12,  1936, 

changed  to  Roman. 


hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-f  for  a  period  of  two  (2)  years,  permitting  the  plot 
under  appeal  to  be  used  for  a  gasoline  service  station, 
on  condition  that  no  part  of  the  station  or  accessories 
thereto  shall  exceed  the  area  under  appeal,  namely,  61.6  ft. 
front  and  114.59  ft.  in  depth,  excluding  all  portions  of  the 
adjoining  lots  to  the  west  and  east;  that  there  shall  be 
but  two  (2)  entrances  to  this  gasoline  station  within  this 
frontage  length  of  61  ft. ;  that  no  additional  building  shall 
be  constructed  other  than  the  present  office  building  and 
the  present  rear  building  approved  by  the  Department  of 
Buildings,  Queens,  as  a  two-car  garage  under  Application 
No.  1958-1934;  that  all  gasoline  pumps  shall  be  set  back 
at  least  10  ft.  from  the  building  line;  that  no  portable 
gasoline  tanks  shall  be  used  on  or  from  the  premises ; 
that  any  grease  rack  installed  or  in  use  shall  be  housed 
in  the  one-story  rear  accessory  building ;  that  there  shall 
be  no  excavations  under  any  accessory  buildings  except 
necessary  pits  for  greasing  racks ;  that  a  substantial  wooden 
or  heavy  mesh  wire  fence  shall  be  erected  around  the 
interior  lot  lines  of  the  plot  not  less  than  5  ft.  in  height ; 
that  any  advertising  signs  shall  be  restricted  to  the  illumi¬ 
nated  globes  of  the  gasoline  pumps  and  to  a  flat  wall  sign 
erected  against  the  front  of  the  accessory  building,  exclud¬ 
ing  all  temporary  signs  of  every  nature,  except  there  may 
be  erected  within  the  building  line  a  pipe  standard  to  carry 
an  illuminated  electric  sign  advertising  only  the  brand  of 
gasoline  on  sale  provided  that  no  sign  shall  extend  beyond 
building  line  a  distance  of  more  than  5  ft.;  and  that  all 
permits  shall  be  obtained  and  all  work  shall  be  completed 
within  three  months  from  the  date  of  this  action. 


ton  parkway  building  line  or  9  ft.  from  the  65th  street 
building  line  or  nearer  than  10  ft.  to  any  part  of  an 
adjacent  building;  that  there  shall  be  constructed  at 
the  corner  formed  by  the  intersection  of  Fort  Hamil¬ 
ton  parkway  and  65th  street,  a  raised  reinforced 
concrete  island  not  less  than  6  inches  in  height  and 
triangular  in  shape,  extending  for  a  distance  of  4  ft. 
westerly  and  southerly  from  the  corner  formed  by 
the  intersection  of  the  two  thoroughfares ;  that  the 
foundation  for  the  concrete  island  shall  extend  at  least 
12  inches  below  the  grade  of  the  present  pavement; 
that  the  curb  cuts  on  65th  street  and  Fort  Hamilton 
parkway  shall  not  exceed  30  ft.  in  width;  that  no 
portable  gasoline  tanks  shall  be  used  on  or  from  the 
premises  ;  that  all  advertising  signs  shall  be  confined  to 
the  illuminated  globes  of  the  gasoline  pumps,  excluding 
all  other  signs,  but  permitting  the  erection  of  a  post 
standard  within  the  building  line  near  the  intersection 
of  the  two  thoroughfares  to  carry  an  illuminated  sign 
advertising  only  the  brand  of  gasoline  on  sale  and 
permitting  such  sign  to  extend  beyond  the  building  line 
for  a  distance  of  not  more  than  8  ft. ;  that  no  automo¬ 
bile  repairing  shall  be  done  on  this  gasoline  service 
station  area;  that  there  shall  be  no  excavation  under 
that  plot  except  the  pit  for  the  greasing  rack;  that 
there  may  be  constructed  an  office  indicated  on  re¬ 
vised  plans  marked  ‘Received  December  24,  1934,' 
where  indicated  toward  the  west,  provided  this  office 
is  not  over  one  story  in  height,  constructed  of  fire¬ 
proof  materials  and  with  no  openings  therefrom  into 
any  portion  of  adjoining  building,  except  that  the 
roof  of  office  may  be  of  wood  beams  and  roof  board¬ 
ings  provided  the  weather  surfacing  of  the  roof  is 
constructed  of  non-combustible  material  and  the  ceil¬ 
ing  fire  retarded  in  accordance  with  the  Rules  of  the 
Board  of  Standards  and  Appeals  and  that  other  than 
as  amended  herein  the  resolution  adopted  by  the  board 
on  June  26,  1934,  as  amended  December  18,  1934,  and 
January  8,  1935,  shall  be  complied  with  in  all  re¬ 
spects.” 
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MINUTES 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  12,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  20,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows  : 

(335-35-BZ) 

Whereas,  Paul  R.  Silverstein,  for  Anna  Gidseg,  owner, 
filed,  November  22,  1935,  an  application  under  the  building 
zone  resolution  to  permit  the  extension  from  unrestricted 
to  a  residence  district  of  a  proposed  warehouse,  garage  for 
more  than  five  (5)  motor  vehicles  and  a  loading  platform; 
premises:  167-03  to  167-09  108th  road.,  north  side,  117  ft. 
5  in.  west  of  Merrick  road ;  108-18  Merrick  road,  west  side, 
20  ft.  north  of  108th  road  (Block  No.  1241,  Lot  Nos.  15- 
18)  Jamaica,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  108th  road  is  in  a  residence, 
business  and  unrestricted  district;  167th  street  is  in  a 
residence  district ;  108th  avenue  is  in  a  residence  and 
unrestricted  district ;  and  Merrick  road  is  in  a  business  and 
unrestricted  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered,  dated  November  1,  1935,  re  Application  No. 
4417,  reads : 

“The  erection  of  a  one  story  warehouse,  garage  for 
five  motor  vehicles  and  a  loading  platform  in  a  resi¬ 
dence  district  is  contrary  to  Art.  2,  section  3  of  the 
building  zone  resolution  (not  further  considered). 

and 

Whereas,  the  commissioner  of  buildings  on  May  7,  1936, 
issued  the  following  decision : 

“Your  request  of  even  date  for  a  Certificate  of 
Occupancy  covering  the  premises  108-18  Merrick  road 
for  use  as  a  warehouse  and  office  is  rejected  for  the 
reason  that  the  rear  portion  thereof  extends  into  a 
residence  district  and  it  is  contrary  to  Section  3  of 
the  Building  Zone  Resolution  to  use  residential  prop¬ 
erty  for  a  business  use.” 

and 


* Correction — The  words  “7a,  and,”  omitted  on  line  52, 
“21”  omitted  on  line  53  and  “covered  with”  changed  to  “of” 
in  line  74  of  resolution. 


Whereas,  on  May  8,  1936,  the  applicant  amended  his 
application  so  as  to  include  that  portion  at  the  rear  of 
premises  108-18  Merrick  road,  which  extends  into  a  resi¬ 
dence  district,  so  as  to  permit  the  extension  of  the  business 
use  throughout  the  building;  and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  96  feet  and  a 
depth  of  100  feet,  to  be  occupied  as  a  warehouse,  garage 
for  five  (5)  motor  vehicles  and  loading  platform;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  on  April  30,  1936,  which 
committee  recommended  the  granting  of  this  application 
under  certain  conditions ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  7-c,  of  the 
building  zone  resolution,  and  was,  therefore,  entitled  to 
relief. 

Resolved,  that  the  Board  of  Standard  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted,  under  sec¬ 
tion  7-c,  permitting  the  rear  portion  of  the  existing  build¬ 
ing  on  Lot  15,  Block  1241,  to  be  used  for  business  purposes 
in  conjunction  with  the  use  and  occupancy  of  the  existing 
building  on  this  plot  and  permitting  the  erection  of  the 
proposed  one-story  storehouse  building,  _  as  indicated 
on  plans  filed  with  this  appeal,  on  condition  that  this 
building  shall  be  constructed  on  the  southerly,  west¬ 
erly  and  northerly  elevations  of  face  brick  with  stone 
and  terra  cotta  coping;  that  there  shall  be  no  windows 
on  any  of  the  interior  lot  line  walls  opening  upon  adjacent 
property;  that  the  roof  may  be  of  wood  beams  and  wood 
boarding  supported  on  steel  girders  and  columns,  pro¬ 
vided  the  ceiling  throughout  is  fire-retarded  in  accordance 
with  the  fire-retarding  rules  of  the  Board  of  Standards 
and  Appeals  and  provided  the  roof  weather  surfacing  is 
of  non-inflammable  material ;  that  the  skylights  shall 
have  metal  frames  and  sash  and  be  glazed  with  thin 
glass  with  screens  over  and  under  and  no  part  of  any 
skylight  shall  be  nearer  than  6  ft.  to  the  interior  lot  line; 
that  the  floor  of  the  garage  shall  be  concrete  and  there 
shall  be  no  cellar  or  other  open  excavation  under  same  ; 
that  the  loading  space  for  automobiles  shall  be  floored 
with  concrete  and  the  doors  to  such  loading  space  may  be 
of  wood ;  that  the  occupancy  of  this  story  shall  be  of  in¬ 
combustible  material,  consisting  of  stoves,  plumbing  fix¬ 
tures  and  similar  material ;  that  all  permits  shall  be  ob¬ 
tained  and  all  work  completed  within  one  year  from  the 
date  of  this  resolution. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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MINUTES 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  12,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  20,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows : 


(246-35-BZ) 

Whereas  Lama  &  Proskauer,  for  Elinor  D.  Manson 
and  Nora  M.  Reich,  owners,  filed  September  17,  1935,  an 
application  under  section  21  of  the  building  zone  resolu¬ 
tion  to  permit  in  a  business  district  for  erection  and 
maintenance  of  a  gasoline  service  station;  premises:  62-01 
to  62-05  Broadway,  northeast  corner  of  62nd  street  (Poe 
place)  ;  (Block  No.  1189,  Lot  No.  93),  Woodside,  Borough 
of  Queens;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  25,  1936,  after  due  notice  by  publication 
m  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
^strict ;  62nd  street  is  in  a  business  and  residence  district  • 
64th  street  is  in  an  unrestricted  business  and  residence 
district  and  35th  avenue  is  in  a  business  and  unrestricted 
district;  and 


Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  September  10,  1935,  re  Application  No.  3479-1935’ 
reads :  ' 


1.  The  erection  of  a  gasoline  service  station  in  a 
business  district  is  contrary  to  Art.  2,  section  4,  subd. 
46  of  the  B.Z.R.  (not  further  considered).” 


Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  54.7  ft.  on  Broadway, 
119.6  ft.  on  62nd  street  and  a  distance  of  97  ft.  along  the 
west  lot  line — upon  which  it  is  proposed  to  erect  a  one 
story  office  and  auto  laundry  structure  34  ft.  by  97  ft., 
irregular  in  area  and  also,  to  install  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station ;  and 
Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  and  verbal  report  of 
same  made  by  the  chairman  at  this  hearing;  and 
Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  as  to  the  temporary  hardship 
under  section  21  of  the  building  zone  resolution  and  was, 


^Correction—  The  word  “one”  inserted  in  line  55  of  reso¬ 
lution  and  words  “that  the  curb  cuts  to  the  premises  shall 
be  limited  to  two  from  Broadway,  no  curb  cut  to  exceed 
20  ft.  in  width  omitted  in  lines  78,  79  and  80  of  resolution. 


therefore,  entitled  to  temporary  relief ;  and 

Whereas,  this  application  was  granted  by  the  board 
February  25,  1936,  on  certain  condition  and  applicant  re¬ 
quested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section  21 
for  a  period  of  five  (5)  years  from  the  date  of  this  action, 
permitting  the  plot  under  appeal  to  be  used  as  a  gasoline 
service  station  on  condition  that  the  access  to  the  plot  by 
motor  vehicles  shall  be  by  means  of  two  curb  cuts  from 
Broadway  and  one  curb  cut  from  either  fork  of  62nd 
street,  no  curb  cut  to  exceed  20  feet  from  Broadway  and 
25  feet  to  the  easterly  portion  of  62nd  street,  or  15  feet  to 
the  westerly  portion;  that  advertising  shall  be  restricted  to 
the  illuminated  globes  of  the  pumps  and  to  one  permanent 
flat  sign  facing  Broadway  attached  to  the  accessory  building, 
excluding  all  roof  signs  and  signs  of  a  temporary  nature, 
but  permitting  the  erection  of  one  post  upright  to  be 
erected  within  the  building  line  at  the  southeast  corner 
near  the  intersection  of  Broadway  and  62nd  street  to 
carry  an  illuminated  sign  advertising  only  the  brand  of 
gasoline  on  sale,  such  sign  to  extend  beyond  the  building 
line  for  a  distance  of  not  more  than  4  feet;  that  the  acces¬ 
sory  building  shall  be  located  toward  the  northerly  portion 
of  the  plot,  generally  as  indicated  on  plans  filed  with  this 
appeal,  and  shall  not  exceed  one  story  in  height  and  shall  be 
constructed  of  face  brick  or  brick  stuccoed  and  of  fireproof 
materials  throughout,  except  that  the  window  frames  and 
sash,  door  frames  and  doors,  roof  framing  and  roof  board¬ 
ing  may  be  of  wood,  provided  the  ceilings  throughout  are 
fire-retarded  in  accordance  with  the  Rules  of  the  Board 
of  Standards  and  Appeals,  and  roof  weather  surfacing  of 
non-inflammable  material  that  there  shall  be  no  gasoline 
pumps  erected  nearer  than  10  ft.  to  the  street  building 
line;  that  on  the  street  building  line  of  each  branch  of 
62nd  street,  where  not  covered  by  walls  of  accessory  build¬ 
ings,  their  shall  be  erected  walls  of  similar  construction 
to  accessory  buildings  not  less  than  5  ft.  in  height;  that 
there  shall  be  no  automobile  repairing  permitted  on  the 
premises;  that  no  portable  gasoline  pumps  shall  be  used; 
that  there  shall  be  no  parking  of  cars  other  than  those 
being  serviced  that  any  greasing  equipment  shall  be  of 
the  hydraulic  lift  type;  that  the  area,  where  not  covered 
by  accessory  buildings  and  walls,  shall  be  cement  paved; 
that  complete  working  drawings  shall  be  submitted  for 
approval  before  same  are  filed  with  the  commissioner  of 
buildings;  that  such  plans  shall  be  submitted  within  three 
(3)  months  and  all  work  completed  within  one  (1)  year 
from  the  date  of  this  action. 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 

Fairbanks  Company .  81-20-SA 

Walworth  Company .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc . 1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

{.e.nk.Lns  £,roth^?  .  779-28-SA 

ri  Dv.AIlen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

g™””*1  . .’!!!  651-30-SA 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 


Name 
Flagg  .. 
J.  H.  N. 


Newbury 

Preferred 


APPROVED  FUEL  OIL  FILL  PIPE  TERMINALS 

Calendar  No.  Name 


345-35-SA  Rhode  Island 
292-35-SA  Seal-O-Strain 

223-35-SA  Sealtite  . 

213-35-SA  Simplex  .... 


Calendar  No. 
204-35-SA 
48-35-SA 
231-35-SA 
214-35-SA 
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RULES 


Published  at  request  of  the  Fire  Chief  and  Commissioner 

FIRE  DEPARTMENT,  CITY  OF  NEW  YORK 

Specifications  for  tank  trucks  transporting  volatile  in¬ 
flammable  oils  were  approved  by  the  Fire  Commissioner 
on  May  20th,  1933.  The  following  specifications  contain 
all  corrections  as  required  by  certain  amendments  made 
to  the  Code  of  Ordinances  on  July  18th,  1935  pertaining 
to  the  transportation  or  delivery  of  petroleum  products  in 
tank  trucks. 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(GASOLINE,  BENZINE,  BENZOLE,  ETC.) 

To  be  used  in  the  transportation  or  delivery  for  the  stor¬ 
age,  sale  or  use  within  the  City  of  any  petroleum  or  shale 
oil,  or  the  liquid  products  of  either,  or  coal  tar  which  will 
emit  an  inflammable  vapor  at  a  temperature  below  100°  F. 
when  tested  in  a  Tagliabue  open  cup  tester  in  accordance 
with  the  provisions  of  Sections  113-114,  Article  8,  Chap¬ 
ter  10  of  the  Code  of  Ordinances,  effective  July  18th,  1935. 

PERMIT 

Sec.  1.1. .  .No  person,  firm  or  corporation  shall  transport 
or  deliver  for  sale,  storage,  or  use  within  the 
City  any  petroleum  or  shale  oil  or  the  liquid 
products  of  either  or  coal  tar  which  will  emit 
an  inflammable  vapor  below  100°  F.  when 
tested  in  a  Tagliabue  open  cup  tester  except 
in  a  tank  truck  for  which  a  permit  has  been 
granted  by  the  Fire  Chief  and  Commissioner. 
(Sec.  113,  Art.  8,  Chap.  10.) 

1.2.. . A  permit  is  required  for  each  tank  truck  for 

the  transportation  or  delivery  for  storage,  sale 
or  use  within  the  City  of  any  petroleum  or 
shale  oil  or  the  liquid  products  of  either  or 
coal  tar  which  will  emit  an  inflammable  vapor 
below  100°  F.  when  tested  in  a  Tagliabue 
open  cup  tester.  (Sec.  113,  Art.  8,  Chap.  10.) 

1.3. .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Sec.  20,  Art.  8,  Chap.  10.) 

14.. . Unless  otherwise  provided  every  permit  for  a 

tank  truck  and  the  renewal  thereof  shall  be 
for  a  period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year.  (Sec.  26,  Art.  2,  Chap.  10.) 

1.5.. . The  permit  it  revocable  and  not  transferable 

and  in  the  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43, 
Art.  3,  Chap.  10.) 

1.6. .  .The  metal  permit  plate  furnished  by  the  Fire 

Department  at  the  same  time  the  Fire  De¬ 
partment  permit  is  issued  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  tank  truck  and  be  so  displayed 
during  the  life  of  the  permit.  (Sec.  114,  Art. 
8,  Chap.  10.) 

1.7.. . The  Fire  Department  Inspection  Card  fur¬ 

nished  at  same  time  the  Fire  Department 
Permit  is  issued  must  be  carried  at  all  times 
in  the  cab  of  the  truck  in  a  card  holder.  (Sec. 
114,  Art.  8,  Chap.  10.) 

14.  ..No  person  shall  sell  or  deliver  any  volatile 
inflammable  oil  in  quantities  exceeding  one 
gallon  into  any  tank  truck  which  has  not  been 
granted  a  permit  by  the  Fire  Chief  and  Com¬ 
missioner  for  the  transportation  or  delivery  of 
said  volatile  inflammable  oil.  (Sec.  114,  Art. 
8,  Chap.  10.) 

14.. . Each  vendor  of  volatile  inflammable  oil  shall 

render  to  the  Fire  Commissioner  on  or  before 
the  tenth  of  each  month,  a  statement  verified 


as  to  its  correctness  by  an  affidavit  showing 
the  total  quantity  of  volatile  inflammable  oil 
in  excess  of  5  gallons  delivered  to  each  pur¬ 
chaser  in  the  city  during  the  preceding 
month :  provided,  however,  that  no  report 
shall  be  required  of  volatile  oil  delivered  di¬ 
rectly  to  the  fuel  tanks  of  motor  vehicles, 
motorcycles,  motor  tricycles,  motor  boats,  air¬ 
ships,  aeroplanes  and  other  similar  craft  and 
vessels.  (Sec.  114,  Art.  8,  Chap.  10.) 

Sec.  1.10.  .Complete  specifications  of  the  truck  with  de¬ 
tail  construction  drawings  showing  plan  and 
elevation  of  the  tank,  also  carrying  capacity 
of  the  chassis  shall  be  filed.  This  section  will 
not  apply  to  existing  equipment.  (Sec.  114, 
Article  8,  Chapter  10.) 

CERTIFICATE  OF  FITNESS 

Sec.  2.1... Each  tank  truck  for  which  a  permit  is  re¬ 
quired  shall  be  in  charge  of  a  person  holding 
a  certificate  of  fitness  issued  by  the  Fire  Chief 
and  Commissioner,  whose  duty  it  will  be  to 
see  that  all  safety  devices  are  in  place  and  in 
proper  working  order;  that  truck  is  properly 
grounded  when  filling  or  discharging  and  that 
all  pipe  connections  and  fill  cap  covers  are  oil 
tight  and  shall  produce  on  the  demand  of  any 
representative  of  the  Fire  or  Police  Depart¬ 
ments  his  certificate  of  fitness,  the  Fire  De¬ 
partment  permit  and  the  inspection  card  for 
that  particular  tank  truck  he  is  in  charge 
of.  (Sec.  114,  Art.  8,  Chap.  10.) 

24. .  .Applicants  for  a  Certificate  of  Fitness  must 

(A)  be  at  least  21  years  old; 

(B)  have  a  reasonable  understanding  of 
the  English  language  and  be  able  to 
answer  satisfactorily  such  questions  as 
may  be  asked  upon  his  examination; 

(C)  Produce  such  evidence  of  his  char¬ 
acter,  habits  and  past  employment  as 
may  be  satisfactory  to  the  Fire  Chief 
and  Commissioner; 

(D)  Pass  an  examination  by  a  person  or 
body  designated  by  the  Fire  Chief  and 
Commissioner  upon  the  law  and  ordi¬ 
nance  regulations  governing  the  trans¬ 
portation,  storage  and  use  of  the  ar¬ 
ticle  relating  to  or  connected  with  the 
service  to  be  performed  by  him  upon 
the  risks  incident  to  his  employment 
and  upon  his  knowledge  of  the  precau¬ 
tions  necessary  to  be  taken  in  connec¬ 
tion  therewith. 

(E)  Each  application  for  such  certificate 
shall  be  accompanied  with  two  un¬ 
mounted  photographs  of  the  applicant 
taken  in  ordinary  working  clothes  not 
less  than  2  by  3  inches;  one  of  which 
shall  be  attached  to  the  application,  the 
other  to  the  Certificate  of  Fitness. 

(F)  Examination  for  renewals  of  certifi¬ 
cates  of  fitness  may  be  waived  in  the 
discretion  of  the  Fire  Chief  and  Com¬ 
missioner.  (Sec.  21,  Art.  2,  Chap.  10.) 

24.. . Unless  otherwise  provided  every  certificate  of 

fitness  and  the  renewal  thereof  shall  be  for  a 
period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year,  is  revocable  and  not  transferable.  Fee 
Originals  $5.00 — Renewals  $2.00.  (Sec.  42,  Art 
3,  Chap.  10.) 

METHODS  OF  DISCHARGE 

Sec.  3.1. .  .The  volatile  liquid  may  be  discharged  either 
by  means  of  syphon  or  by  pumping.  Dis- 
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charge  by  the  standard  gravity  method  will 
not  be  permitted. 

Sec.  32... Not  more  than  one  compartment  shall  be  dis¬ 
charged  at  any  one  time. 

3.3.. . The  mechanism  controlling  discharge  and  the 
discharge  outlet  from  the  tank  shall  be  at  the 
rear  and  shall  be  housed  in  a  control  box  in¬ 
tegral  with  the  tank  body. 

Discharge  by  “SYPHON”  shall  be  as  follows : 

3.4.. . A  common  header  of  not  less  than  2  inches 
in  diameter  shall  be  housed  within  the  tank; 
shall  be  welded  into  the  partitions  and  rear 
head  of  the  tank  and  shall  be  free  from 
threaded  joint. 

3.5.. . The  outlet  from  the  tank  compartments  into 

such  discharge  header  shall  be  controlled  by 
hydraulically  or  mechanically  operated  valves 
situated  at  the  outlet  proper  of  each  compart¬ 
ment.  Such  compartment  outlet  valves  shall 
be  operated  selectively  from  the  control  box 
and  such  control  shall  not  permit  the  open¬ 
ing  of  more  than  one  compartment  at  a  time. 
Such  valves  shall  be  capable  in  emergency  of 
being  closed  manually  both  from  the  driver’s 
seat  and  from  the  control  box.  No  valve 
shall  be  capable  of  being  opened  from  the 
driver’s  cab. 

3.6. .  .There  shall  be  a  single  delivery  outlet  in 

which  shall  be  placed  a  self-closing  valve  or 
a  valve  closing  automatically  when  subjected 
to  a  temperature  of  165  degrees  Fahrenheit; 
such  valve  to  operate  in  conjunction  with  an 
additional  valve  installed  in  such  a  delivery 
assembly  and  opening  against  the  flow  of  li¬ 
quid  and  so  placed  that  it  will  close  automat¬ 
ically  if  a  break  occurs  in  the  delivery  as¬ 
sembly. 

3.7.. . There  shall  be  a  syphon  breaker  in  the  dis¬ 
charge  line;  said  breaker  to  be  open  at  all 
times,  except  when  compartment  is  discharg¬ 
ing,  and  to  be  operated  and  controlled  in  con¬ 
junction  with  the  compartment  outlet  valves. 
The  syphon  breaker  shall  be  housed  within 
the  tank. 

33.. . The  syphon  action  shall  be  established  by  a 

hand  operated  pump  of  approved  design. 

3.9.. . 0.  the  syphon  type  discharge  tanks  con¬ 

structed  previous  to  May  20th,  1933  the  pro¬ 
visions  that  “the  motor  ignition  system  shall 
be  so  arranged  that  the  motor  cannot  be 
started  except  by  use  of  an  ignition  switch 
located  within  the  drivers  cab”  and  the  mech¬ 
anism  located  in  the  control  box  at  the  rear 
of  the  truck  shall  be  inaccessible  while  the 
propelling  motor  of  the  truck  is  in  operation. 
Provision  shall  be  made  to  require  “the  stop¬ 
ping  of  the  motor  before  the  control  box  door 
can  be  opened  and  to  require  the  closing  of 
the  control  box  door  before  starting  the  mo¬ 
tor”  is  waived. 

Discharge  by  “PUMP”  shall  be  as  follows: 

3.10..  A  common  header  of  not  less  than  2  inches 
in  diameter  shall  be  located  at  the  top  of  the 
tank;  secured  by  welding  and  shall  be  free 
from  threaded  joints. 

3.11..  A  riser  pipe  shall  be  provided  in  each  com¬ 
partment  with  inlet  near  the  bottom.  A  self¬ 
closing  hydraulically  operated  valve  shall  be 
located  between  the  riser  pipe  and  the  single 
delivery  pipe. 

3.12..  The  pump  shall  be  of  the  positive  displace¬ 
ment  and  suction  type,  hydraulically  oper¬ 
ated. 


Sec.  3.13.  .The  pump  shall  be  located  inside  the  tank 
body. 

3.14..  The  pump  shall  be  operated  by  means  of  a 
motor  unit  pump.  Both  discharge  pump  and 
motor  unit  pump  shall  contain  no  external 
moving  parts  or  stuffing  boxes.  Pump  rotors 
shall  not  be  in  contact  with  each  other  or 
the  pump  housing. 

3.15..  The  motor  unit  pump  shall  be  operated  by 
means  of  lubricating  oil  under  pressure  from 
a  circulating  pump  having  power  takeoff  and 
oil  storage  near  the  engine  or  the  cab. 

3.16..  The  oil  circulating  pump  shall  be  controlled 
by  a  hand  clutch.  The  hand  clutch  shall  be 
arranged  to  move  to  the  off  position  should 
the  tank  truck  be  moved. 

3.17..  The  lubricating  oil  pumped  from  the  oil  cir¬ 
culating  pump  shall  pass  through  a  selector 
valve  control,  which  shall  be  located  in  the 
control  box,  and  such  oil  shall  be  returned  to 
its  source  without  movement  of  either  the  in¬ 
side  compartment  valve  or  the  motor-unit- 
pump  until  such  time  as  the  selector  valve  is 
opened.  The  inside  compartment  valve  shall 
be  opened  and  the  motor-unit-pump  started 
simultaneously. 

3. 18..  011. circulating  and  return  lines  between  the 
cab  and  the  tank  body  shall  be  of  the  high 
pressure  armored-hose  with  suitable  fittings. 

3.19..  The  lubricating  oil  circulating  pump  shall  be 
independent  of  the  engine  oil  circulating  sys¬ 
tem. 

330.  .The  outlet  valve  from  each  compartment  shall 
be  operated  selectively  and  only  from  the  con¬ 
trol  box  by  means  of  the  oil  hydraulic  selector 
control. 

331..  The  hydraulic  selector  control  shall  also  be 
arranged  to  close  the  inside  valves  by  the 
closing  of  the  control  box  door,  also  by  the 
releasing  of  the  oil  pressure  by  the  melting 
of  a  suitable  fusible  device  at  not  more  than 
165°  F. 

332..  An  automatic  by-pass  or  pressure  relief  shall 
be  an  integral  part  of  the  gasoline  discharge 
pump,  and  shall  be  set  and  sealed  to  prevent 
a  discharge  pressure  in  excess  of  five  pounds 
per  square  inch. 

333..  A  small  self-closing  whistle  valve  shall  be 
provided  at  the  top  of  hose  in  the  control  box 
for  admitting  air  into  the  hose  for  drainage 
purposes. 

334..  0.  each  tank  a  grounded  hose  having  bronze 
fittings  shall  at  all  times  be  connected  to  the 
single  delivery  outlet  and  shall  be  arranged 
to  form  a  good  grounding  contact  between 
the  tank  body  and  an  underground  storage 
system. 

TANK  CAPACITY 

Sec.  4.1... The  total  capacity  of  the  tank  shall  not  ex¬ 
ceed  1,920  gallons  of  volatile  inflammable  oils. 

43.. . The  tank  shall  be  divided  into  one  or  more 
independent  compartments,  no  one  of  which 
shall  exceed  in  capacity  320  gallons. 

43.. . Each  compartment  shall  be  provided  with  at 
least  two  and  one-half  per  cent  additional 
space  for  expansion. 

4.4.. . Each  compartment  shall  be  provided  with  a 

sealed  indicator  or  guide  for  filling. 

43.. . The  total  capacity  of  the  wing-tanks  or 
mounting  tanks  (when  used  instead  of  run¬ 
ning  boards)  shall  not  exceed  300  gallons  of 
lubricating  oils. 
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TANK  CONSTRUCTION 

Sec.  5.1... Each  tank  shall  be  an  all-metal  welded  rigid 
structure,  elliptical  in  cross  section  and  con¬ 
struction  of  not  less  than  3/16  inch  selected 
steel  throughout. 

5.2.. . All  seams  shall  be  welded,  both  inside  and 

outside,  and  shall  be  of  the  full  fillet  weld. 

5.3. .  .Wrapper  sheets  shall  not  be  pierced  below 

the  normal  liquid  level. 

5.4.. . A  control  box  shall  be  provided  at  the  rear 

of  the  tank  and  shall  be  welded  to  the  tank 
body.  The  door  of  the  control  box  shall  be 
hinged  at  the  top  and  shall  close  by  gravity, 
also  by  the  fusing  of  a  165°  F.  metal.  No 
bottom  shall  be  provided  in  the  control  box 
excepting  on  tanks  constructed  previous  to 
May  20th,  1933'  in  which  cases  it  shall  be  ade¬ 
quately  ventilated  and  drained  in  such  a  man¬ 
ner  that  no  articles  such  as  pipe  fittings,  rags, 
etc.,  can  be  carried. 

5.5.. . For  “SYPHON”  type  tanks,  the  heads  and 

partitions  shall  each  be  in  one  piece;  shall  ex¬ 
tend  beyond  the  shell  and  shall  be  connected 
so  as  to  afford  rigid  construction.  The  wrap¬ 
per  sheet  for  each  compartment  shall  be  in 
one  piece  having  the  longitudinal  seam  lo¬ 
cated  near  the  top. 

5.6.. . For  “PUMP”  type  tanks,  the  heads  and  par¬ 

titions  shall  each  be  in  one  piece  and  shall 
not  be  pierced  at  any  point.  The  wrapper 
sheet  shall  extend  for  the  full  length  of  the 
tank.  The  longitudinal  seams  shall  be  located 
near  the  top. 

RELIEF  VENTS 

Sec.  6.1... Each  compartment  shall  be  protected  by  a 
combination  breather  and  relief  valve. 

6.2.. . The  relief  valve  shall  have  a  through  area  of 

not  less  than  1*4  inches  in  diameter  and  shall 
be  held  normally  closed  by  a  spring  tension 
of  not  more  than  5  pounds  per  square  inch. 

6.3.. . The  breather  valve  shall  have  a  through  area 

of  not  less  than  *4  inch  in  diameter  and  shall 
be  held  normally  closed  by  sufficient  spring 
tension  as  not  to  appreciably  interfere  with 
the  pump  or  syphon  action. 

6.4.. . The  inlet  and  outlet  of  each  combination 

breather  and  relief  vent  shall  be  protected  by 
40  x  40  mesh  wire  screens,  so  located  as  not  to 
interfere  with  the  required  through  area  of 
the  vent. 

COVERS 

Sec.  7.1... A  manhole  shall  be  provided  for  each  com¬ 
partment  having  a  maximum  width  of  fifteen 
(15)  inches  and  a  filler  cap  of  not  more  than 
six  (6)  inches  in  diameter. 

72.. . Except  when  filling,  and  during  transit  and 

delivery,  the  manhole  and  filler  openings  shall 
be  maintained  vapor  and  liquid  tight  with 
self-locking  covers,  which  shall  not  open  at 
more  than  91°.  The  hinges  shall  be  placed 
toward  the  cab.  The  vents  shall  be  located 
either  in  the  dome  or  cover  and  shall  be  of 
the  type  and  size  as  specified  in  Section  6  of 
these  specifications. 

TEST 

Sec.  8.1... At  least  one  tank  in  ten  shall  be  tested  by 
the  manufacturer  in  the  presence  of  the  Fire 
Commissioner  or  his  representative. 

8.2.. . Each  tank  shall  be  tested  at  the  place  of 


manufacture,  and  shall  withstand  without 
leaking  a  hydrostatic  test  of  not  less  than  15 
pounds  per  square  inch.  A  written  statement 
of  each  tank  test  shall  be  signed  by  the  man¬ 
ufacturer  and  filed  with  the  Fire  Commis¬ 
sioner  certifying  as  to  the  test  and  compli¬ 
ance  with  these  specifications. 

Sec.  8.3... Each  tank  shall  be  capable  of  withstanding 
without  structural  injury,  a  test  of  dropping 
while  filled  with  water  a  distance  of  four  (4) 
feet  and  landing  upon  its  mounting  on  a  solid 
flat  surface. 

STATIC  ELIMINATOR 

Sec.  9.1. .  .Provision  shall  be  made  near  the  rear  or  near 
the  front  of  the  tank,  or  both,  for  a  static 
eliminator  connection.  The  connection  must 
be  made  with  a  good  ground  before  the  tank 
is  filled  at  the  loading  rack.  The  connection 
shall  consist  of  an  unpainted  piece  of  brass 
or  non-corrodable  metal  welded  or  braised  to 
the  tank  body,  excepting  that  on  tanks  con¬ 
structed  previous  to  May  20th,  1933,  where  no 
static  eliminators  have  been  provided,  some 
part  of  the  truck  shall  be  freed  from  paint 
upon  which  shall  be  fastened  the  grounding 
clip  of  the  loading  rack. 

MOUNTING 

Sec.  10.1... Each  tank  shall  be  so  mounted  on  the  chassis 
that  it  will  not  be  subjected  to  twisting  strains 
by  the  twisting  of  the  chassis  frame;  also  in 
such  a  manner  as  to  eliminate  shifting  or 
twisting  of  the  tank  in  its  mounting  and  to 
eliminate  friction  between  the  tank  and  such 
mounting;  and  so  as  not  to  impair  the  flex¬ 
ibility  of  the  chassis  frame.  No  sillings  and/ 
or  cradles  of  combustible  material  shall  be 
employed  in  supporting  the  tank  body. 

102.. . When  a  tank  truck  that  was  accepted  prev¬ 

ious  to  May  20th,  1933  (constructed  accord¬ 
ing  to  specifications  adopted  March  19,  1925) 
is  taken  out  of  service  or  sold  or  the  tank  is 
remounted  on  another  new  or  used  chassis 
the  specifications  in  force  at  the  time  of  the 
change  shall  apply  in  their  entirety. 

10.3.. . For  “PUMP”  type  tanks,  the  tanks  shall  be 

supported  on  rectangular  stiffeners  or  cradles, 
which  shall  extend  the  full  length  of  the  tank, 
effectively  braced,  and  welded  to  the  tank 
body.  The  rectangular  stiffeners  or  cradles 
may  be  used  to  transport  lubricating  oil  in¬ 
stead  of  or  in  combination  with  the  wing- 
tanks. 

10.4.. . The  use  of  any  standard  brake  lining  is  per¬ 

mitted  to  eliminate  friction  between  the  tank 
and  mounting. 

BUMPERS 

Sec.  11.1... Fixed  substantial  steel  bumpers  shall  be  pro¬ 
vided  at  the  front  and  at  the  rear  of  the 
chassis.  The  material  used  shall  be  of  di¬ 
mension  and  strength  equal  to  6-inch  steel 
channel,  weighing  10}4  pounds  per  foot. 

MUD  GUARDS 

Sec.  12.1... The  front  mud  guards  shall  extend  the  full 
width  of  the  running  boards  and  chassis. 

MUFFLER 

Sec.  13.1... The  outlet  of  the  muffler  shall  terminate  un¬ 
der  cab  or  engine. 
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Sec.  13.2... No  joints  in  that  part  of  exhaust  piping  or 
muffler  located  below  the  cab  will  be  per¬ 
mitted. 

BRAKES 

Sec.  14.1 ..  .Service  brakes  shall  be  of  an  approved  4- 
wheel  power  operated  type  and  so  designed 
that  they  will  be  capable  of  bringing  the  ve¬ 
hicle  to  a  stop  in  the  event  of  failure  of  the 
source  of  power.  No  power  or  actuating  cy¬ 
linder  shall  be  located  within  the  rear  brake 
drum. 

14.2.. . The  total  effective  service  brake  lining  area 

shall  be  not  less  than  580  square  inches  prop¬ 
erly  distributed  on  4  wheels. 

14.3.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  they  comply  with  the  motor  vehicle 
laws  of  the  State  of  New  York  and  the  stop¬ 
ping  requirements  of  the  Police  Department 
of  the  City  of  New  York  and  all  the  other 
sections  of  these  specifications. 

14.4.. . The  drive  shaft  brake  not  to  be  considered 

in  computing  the  braking  area. 

AXLES 

Sec.  15.1... The  rear  axle  shall  be  of  the  full-floating 
type  if  enclosed  drive 

15.2.. . The  front  axle  weight,  when  fully  loaded, 

shall  be  not  less  than  one-quarter  of  the 
gross  weight. 

153. .  .On  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  the  axle  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE 

Sec.  16.1... Each  carburetor  shall  be  provided  with  a 
flash-back  device  which  shall  have  been  ap¬ 
proved  by  a  Nationally  Recognized  Labora¬ 
tory. 

16.2.. . Glass  gauges  in  gasoline  or  oil  lines  will  not 

be  permitted. 

16.3. .  .Carburetors,  when  located  above  the  exhaust 

manifold  or  hot  piping,  shall  be  provided  with 
a  suitable  drip  pan  draining  to  the  road. 

16.4.. . A  governor  must  be  provided  and  so  set  and 

sealed  as  to  prevent  a  truck  speed  in  excess 
of  22  M.  P.  Hour. 

16.5.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  engine  design  as  orig¬ 
inally  approved  shall  be  accepted. 

TIRES 

Sec.  17.1... No  tire  shall  be  loaded  beyond  its  rated  capa¬ 
city  as  given  by  the  Tire  and  Rim  Associa¬ 
tion. 

TRANSMISSION 

Sec.  18.1... No  over-direct  speed  will  be  permitted. 

18.2.. . No  two  range  transmission  will  be  permitted. 

18.3.. . Not  more  than  4  speeds  forward  will  be  per¬ 

mitted. 

18.4.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  transmission  design  as 
originally  approved  shall  be  accepted. 

ELECTRICAL  EQUIPMENT 

Sec.  19.1... The  starter  shall  be  controlled  by  a  magnetic 
switch,  which  shall  be  located  at  or  near  the 
starter,  excepting  on  a  chassis  still  in  service, 


approved  previous  to  May  20th,  1933,  no 
starter  shall  be  required. 

Sec.  19.2. ..  Battery  leads  shall  be  no  longer  than  prac¬ 
ticable. 

19.3.. . Each  lighting  circuit  shall  be  properly  fused 

with  not  more  than  10  amperes  cartridge  fuse. 

19.4.. . 51.e  signalling  lights  will  not  be  permitted. 

19.5. .  .Ignition  wiring  shall  be  securely  supported 

by  means  of  the  open  spacer  method  and  pro¬ 
tected  against  grounding,  or  by  fiber  tubing 
rigidly  supported. 

19.6. . .  Battery  shall  be  rigidly  mounted  under  seat 

on  left  side  and  fully  partitioned  from  gaso¬ 
line  tank,  or  other  approved  location.  Battery 
shall  be  well  ventilated. 

19.7. .  .Lighting  equipment  shall  consist  of  not  more 

than  two  head-lamps  (or  side  lamps)  equip¬ 
ped  with  not  more  than  21  C.  P.  for  driving 
and  one  3  C.  P.  lamp  for  parking. 

19.8.. . Tail  light  shall  be  mounted  at  top  and  rear 

of  delivery  tank.  Tail  light  shall  not  exceed 
6  C.  P. 

19.9.. . A  two-wire  system  will  be  required,  except¬ 

ing  for  ignition  and  starting  circuits. 

19.10..  Dash  lamps  shall  not  exceed  more  than  3 
C.  P. 

19.11..  An  electric  horn  will  be  permitted,  but  no 
other  electrical  devices  or  accessories,  except¬ 
ing  on  a  chassis  still  in  service,  approved 
previous  to  May  20th,  1933  no  electric  horn 
shall  be  required. 

19.12..  No  ignition  or  transmission  lock  will  be  per¬ 
mitted. 

19.13..  All  wiring  except  ignition  shall  be  encased  in 
metal  conduit. 

CAB 

Sec.  20.1... The  cab  shall  be  an  all  metal  structure.  A 
shatter-proof  glass  windshield  shall  be  pro¬ 
vided.  Approved  side  doors  may  be  used  if 
desired.  Combustible  side  curtains  will  be 
prohibited.  A  suitable  incombustible  sema¬ 
phore  and  reflector  mirror  shall  be  provided. 

20.2.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  cab  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE  FUEL  TANK 

Sec.  21.1... No  soldering  for  tightness  will  be  accepted 
in  the  construction  of  the  engine  fuel  tank. 

21.2.. . The  fill  or  intake  opening  and  vent  to  engine 

fuel  tank  shall  terminate  outside  the  cab,  but 
shall  not  protrude  more  than  5  inches  beyond 
the  side  of  the  cab.  The  fill  or  intake  open¬ 
ing  shall  be  protected  by  an  approved  screen 
and  a  self-closing  cover.  Engine  fuel  tank 
shall  be  located  inside  the  cab. 

21.3. .  .Gasoline  shall  be  supplied  to  the  carburetor 

by  mechanical  pump  only. 

21.4. .  .Gasoline  supply  line  to  carburetor  shall  be 

connected  through  the  top  of  the  supply  tank. 

21.5.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  engine  fuel  tank  design 
shall  be  accepted  as  originally  approved. 

RUNNING  BOARDS 

Sec.  22.1. .  .Wing-tanks  may  be  substituted  for  running 
boards.  Only  lubricating  oils  will  be  per¬ 
mitted  for  transportation  in  the  wing-tanks. 
Not  more  than  one  100-gallon  tank,  which 
may  be  subdivided,  will  be  permitted  on 
either  side  of  the  tank  truck.  The  wing- 
tanks  or  the  running  boards  shall  extend  the 
full  length  of  the  tank  body.  Two  cans  for 
bucketing  the  lubricating  oil  may  be  carried 
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on  either  side  of  the  tank  truck  beneath  the 
wing-tanks  or  running  boards  or  in  suitable 
housings.  Draw-off  connections  shall  be  lo¬ 
cated  in  a  protected  location  under  the  wing- 
tanks  and  shall  be  of  the  self-closing  type 
with  means  for  locking.  Side  racks  for  cans 
are  prohibited. 

CHASSIS  WEIGHT 

Sec.  23.1... The  net  chassis  weight  without  accessories, 
such  as  cab,  spare  tire,  water,  gasoline,  front 
and  rear  bumpers,  etc.,  shall  weigh  not  less 
than  36  per  cent  of  the  gross  weight  of  a 
fully  loaded  and  completely  equipped  vehicle. 

EXAMPLE 


Weight  of  chassis  (net  dry) .  8700  lbs. 

Weight  of  tank  (1500  gallon) .  5000  lbs. 

Weight  of  gasoline  (1500  gals.  @ 

6.2)  .  9300  lbs. 

Weight  of  accessories  (cab,  water, 

gas,  tires,  bumpers,  etc.) .  1050  lbs. 


24050  lbs. 

36%  of  24,050  lbs.  equals  8,658  lbs.  mini¬ 
mum  weight  of  net  dry  chassis  acceptable. 

AFFIDAVITS 

Sec.  24.1... The  manufacturer  of  each  make  of  chassis 
shall  file  with  the  Fire  Commissioner  a  detail 
chassis  specification-  with  drawings,  also  an 
affidavit  satisfactory  to  the  Fire  Commission¬ 
er  that  the  chassis  is  adequate  and  suitable  to 
transport  the  tank  and  its  contents  of  volatile 
inflammable  oils  in  New  York  City. 

24.2. .  .Specifications  of  the  chassis  shall  be  listed 
in  the  Commercial  Car  Journal  or  in  a  similar 
representative  publication.  Any  chassis  devi¬ 
ation  from  published  specification  data  must 
be  filed  with  the  Fire  Commissioner,  such  as 
chassis  weight  due  to  variations  in  wheelbase, 
tires,  sizes,  etc. 

GUARANTEE 

Sec.  25.1 ..  .Satisfactory  evidence  of  compliance  with 
these  specifications,  also  as  to  its  safety  and 
proper  workmanship  on  all  parts  of  the  tank 
truck  shall,  when  required,  be  furnished  to 
the  Fire  Chief  and  Commissioner. 


USE  OF  TRUCK 

Sec.  26.1... Tank  trucks  approved  for  transporting  vola¬ 
tile  inflammable  oils  shall  be  used  for  no 
other  purpose,  except  that  lubricating  oils 
may  be  transported  on  the  same  truck  in  ap¬ 
proved  wing-tanks  or  in  approved  mounting 
tanks  or  both,  as  may  be  desired. 

IDENTIFICATION 

Sec.  27.1... The  tank  and  the  chassis  shall  be  perma¬ 
nently  numbered  by  means  of  a  plate  welded 
in  a  fixed  position. 

PAINTING  &  MARKING 

Sec.  28.1. .  .The  tank  body  shall  be  painted  a  red  as  speci¬ 
fied  for  Fire  Department  use  but  the  chassis, 
running  gear,  cab,  bonnet  or  hood  of  the 
motor  or  the  wheels  may  be  painted  any  color 
suitable  to  the  applicant. 

28.2.. . The  words  “GASOLINE-DANGER”  shall  be 

painted  in  English  on  both  sides  and  rear  of 
the  tank  in  letters  of  not  less  than  ten  (10) 
inches  high  also  on  the  front  bumper  in  let¬ 
ters  not  less  than  four  (4)  inches  high. 

28.3.. . The  owner’s  name  shall  be  painted  on  both 

sides  of  the  tank  or  cab  in  letters  of  not  less 
than  two  (2)  inches,  nor  more  than  six  (6) 
inches  high  or  permanently  affixed  to  both 
sides  of  the  tank  by  means  of  a  brass  plate 
of  not  less  than  four  (4)  inches  by  six  (6) 
inches  in  size. 

28.4. .  .No  advertising  or  other  names  shall  be  paint¬ 

ed  on  or  affixed  to  the  tank  truck. 

FIRE  PROTECTION 

Sec.  29.1... The  entire  tank  truck  shall  be  constructed  of 
incombustible  materials. 

29.2. .  .Non-freezing  fire  appliances  only  shall  be  car¬ 

ried  on  tank  trucks.  At  least  one  approved 
carbon  dioxide  fire  extinguisher  of  not  less 
than  ten  (10)  pounds  capacity  shall  be  pro¬ 
vided  and  located  in  or  near  the  driver’s  cab. 

SMOKING 

Sec.  30.1 . . .  Smoking  on  a  tank  truck  is  prohibited  at  all 
times. 
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Published  at  request  of  the  Fire  Chief  and  Commissioner 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(FUEL,  KEROSENE,  LUBRICATING  OILS,  ETC.) 

To  be  used  in  the  transportation  or  delivery  for  storage, 
sale  or  use  within  the  City  of  any  petroleum  or  shale  oil, 
or  the  liquid  products  of  either,  or  coal  tar  which  will  not 
emit  an  inflammable  vapor  at  a  temperature  below  100° 
F.  when  tested  in  a  Tagliabue  open  cup  tester,  as  pro¬ 
vided  for  by  Section  113,  Article  8,  Chapter  10  of  the 
Code  of  Ordinances,  effective  May  18,  1935. 

PERMIT 

Sec.  1.1.  .  .No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  storage  or  use  within 
the  city  any  petroleum  or  shale  oil,  or  the 


liquid  products  of  either,  or  coal  tar  which 
will  not  emit  an  inflammable  vapor  below 
100°  F.  when  tested  in  a  Tagliabue  open  cup 
tester,  except  in  a  tank  truck  for  which  a 
permit  has  been  granted  by  the  Fire  Chief 
and  Commissioner.  (Sec.  113,  Art.  8,  Chap. 
10.) 

Sec.  1.2.  .  .A  permit  is  required  for  each  tank  truck 
used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any 
petroleum  or  shale  oil,  the  liquid  products 
of  either,  or  coal  tar  which  will  not  emit  an 
inflammable  vapor  below  100°  F.  when  tested 
in  a  Tagliabue  open  cup  tester.  (Sec.  113, 
Art.  8,  Chap.  10,  C.  of  O.) 

1J.  .  .Application  for  a  permit  shall  be  made  on 
forms  prescribed  by  said  Fire  Chief  and 
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Commissioner  and  shall  contain  such  infor¬ 
mation  as  he  shall  require.  (Sec.  20,  Art.  2: 
Chap.  10,  C.  of  O.) 

Sec.  1.4.  .  .Unless  otherwise  provided  every  permit  for 
a  tank  truck  and  the  renewal  thereof,  shall 
be  for  a  period  determined  by  the  Fire  Chief 
and  Commissioner,  but  in  no  case  to  exceed 
one  year.  (Sec.  26,  Art.  2,  Chap.  10,  C.  of 
O.) 

1-5.  .  .The  permit  is  revocable  and  not  transfera¬ 
ble  and  in  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43, 
Art.  3,  Chap.  10,  C.  of  O.) 

1.6.  .  .The  metal  permit  plate,  furnished  by  the 

Fire  Department  at  the  same  time  the  Fire 
Department  permit  is  issued,  must  be  se¬ 
curely  fastened  to  the  exterior  of  the  cab  on 
the  left  side  of  the  tank  truck  and  be  so  dis¬ 
played  during  the  life  of  the  permit. 

1.7.  .  .The  Fire  Department  Inspection  Card  must 

be  carried  at  all  times  in  the  cab  of  the  truck, 
in  a  card  holder. 

1.8.  .  .Complete  specifications  of  the  truck,  with 

detail  construction  drawing  showing  plan 
and  elevation  of  the  tank,  also  carrying 
capacity  of  the  chassis,  shall  be  filed.  This 
section  will  not  apply  to  existing  equipment. 

RESPONSIBLE  PERSON 

Sec.  2.1 .  .  .  Each  tank  truck  for  which  a  permit  has 
been  issued  shall  be  under  the  control  and 
supervision  of  a  responsible  person. 

GRAVITY  TANK  TRUCK 

Sec.  3.1.  .  .The  term  gravity  tank  truck  when  used  in 
these  tank  truck  specifications  shall  be  a 
steel  tank  mounted  on  either  a  motor  driven 
or  horse  drawn  vehicle,  in  which  the  con¬ 
tents  shall  be  any  petroleum  or  shale  oil,  or 
the  liquid  products  of  either,  or  coal  tar 
which  will  not  emit  an  inflammable  vapor  at 
a  temperature  below  100°  F.  when  tested  in 
a  Tagliabue  open  cup  tester,  and  is  drawn 
off  through  an  opening  or  openings  in  the 
bottom  of  the  tank  whether  by  natural  grav¬ 
ity  flow  or  actuated  by  some  mechanical 
means. 

TANK  CAPACITY 

Sec.  4-1.  .  .The  total  carrying  capacity  of  the  tank 
shall  not  exceed  twenty-five  hundred  (2,500) 
gallons,  except  that  heavy  oils  (Numbers  5 
and  6),  may  be  carried  in  a  tank  of  not 
more  than  three  thousand  (3,000)  gallons 
capacity. 

4.2.  .  .The  total  capacity  of  any  one  compartment 

shall  not  exceed  six  hundred  gallons  (600), 
except  that  heavy  oils  numbers  5  and  6  may 
be  carried  in  a  three  thousand  gallon  com¬ 
partment. 

4.3.  .  .Oil  permitted  to  be  transported  or  delivered 

in  tank  trucks  as  defined  in  Section  3.1  of 
these  specifications  shall  be  any  liquid  mix¬ 
ture,  substance,  or  compound  derived  from 
petroleum,  shale  oil  or  coal  tar,  and  the  li¬ 
quid  products  thereof,  and  shall  have  a  flash 
point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Tagliabue  open  cup  tester 
and  marketed  under  the  following  commer¬ 
cial  grades : 


Range  Oil 
No.  1  Fuel  Oil 
No.  2 
No.  3 
No.  4 
No.  5 
No.  6 


SP.  Gr. 


OR 


(A.P.I.)  40-44° 
“  36-40° 

"  32-36° 

“  28-32° 

“  24°  + 

“  18°  + 

“  10°  + 


U.  S.  Dept,  of  Commerce  Fuel  Oil  Standards  CS 12-33. 

Flash  Point 

Grade  Minimum  Maximum 

No.  1.  (A  distillate  oil 
for  use  in  burners 
requiring  a  vola¬ 
tile  fuel)  .  110°  F.  165°  F. 

No.  2.  (A  distillate  oil 


for  use  in  burners 
requiring  a  mod- 
e  r  a  t  e  1  y  volatile 
fuel)  .  125°  F. 

No.  3.  (A  distillate  oil 
for  use  in  burners 
requiring  a  low 
viscosity  fuel)  . .  150°  F. 

No.  4.  (An  oil  for  use 
in  burners  re¬ 
quiring  low  vis¬ 
cosity  fuel)  .  150°  F. 

No.  5.  (An  oil  for  use 
in  burners  permit¬ 
ting  a  medium 
viscosity  fuel. 

(Bunker  B,  Fed¬ 
eral  specification, 

2d)  .  150°  F. 

No.  6.  (An  oil  for  use 
in  burners  permit¬ 
ting  a  high  vis¬ 
cosity  fuel. 

(Bunker  C,  Fed¬ 
eral  specification, 

2d)  .  150°  F. 


190°  F. 

200°  K. 


TANK  CONSTRUCTION 

Sec.  5.1.  .  .The  tank  shall  be  a  rigid  all  steel  structure,. 

open  hearth  or  blue  annealed  steel  through¬ 
out,  in  accordance  with  the  following  table. 
Wrapper  sheets  shall  be  installed  with  longi¬ 
tudinal  seams  near  the  top.  All  joints  shall 
be  welded.  The  joints  shall  be  welded  (con¬ 
tinuous)  both  inside  and  outside  and  shall  be 
of  full  45  degree  fillet,  except  in  double  bulk 
head  construction  one-side  welding  only. 

5 2.  .  .All  gauges  specified  are  U.  S.  Standard  and 
apply  to  either  single  or  double  head  con¬ 
struction. 

Tanks  of  not  more  than  600  gallons  capacity 
— 12  gauge  shell — 12  gauge  head 

Tanks  of  over  600  gallons  and  not  more  than 
1,200  gallons  capacity— 10  gauge  shell— 10 
gauge  head 

Tanks  over  1,200  gallons  and  not  more  than 
3,000  gallons  capacity — 

400  gallon  compartment  and  under  10 
gauge  shell — 10  gauge  head 
over  400  gallon  compartment  and  not 
more  than  600  gallon  compartment — 10 
gauge  shell — 8  gauge  head 
for  compartments  over  600  gallon  to  carry 
5  and  6  oils — 8  gauge  shell— 8  gauge  head 
Tank  capacities  to  conform  to  sections  4.1 
and  4.2  of  these  specifications. 

I  No  permit  shall  be  granted  to  a  tank  truck 
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using  a  tank  of  lighter  construction  than 
above  specified  after  July  1,  1937. 

Sec.  53.  .  .Material  other  than  open-hearth  or  blue 
annealed  steels  may  be  used  if  in  thicknesses 
and  designs  that  will  give  tank  strengths  and 
rigidities  not  less  than  those  of  the  steels 
described  and  which  have  an  equal  or  higher 
melting  point. 

5.4.  .  .All  existing  welded  and  riveted  tanks  will 
be  accepted,  if  free  from  ruptures,  defects 
and  leakage. 

CAPACITY  INDICATOR 

Sec  6.1  .  .Adjustable  indicator  or  gauging  device 

shall  be  placed  in  each  filler  opening  so  set  as 
to  allow  three-fourths  of  a  gallon  to  each  one 
hundred  (100)  gallons  for  expansion  Total 
shall  not  be  above  indicator  level.  Indicator 
shall  be  sealed.  The  installation  of  indicators 
as  above  described,  not  required  on  existing 
equipment. 

RELIEF  VENTS 

Sec.  7.1.  .  .Each  compartment  shall  be  provided  with  a 
breather  vent.  The  vent  shall,  be  of  the 
normally  closed  pressure  controlling  type,  ex¬ 
cept  for  oils  known  as  Numbers  5  and  6. 

72.  .  .Vents  of  the  enclosed  type  shall  relieve  at 
not  more  than  five  (5)  pounds  pressure,  ex¬ 
cept  for  oils  Numbers  5  and  6.  All  vents 
shall  be  provided  with  a  20  x  20  mesh  non- 
corrodible  wire  screen. 

7.3.  .  .Vents  shall  have  a  through  area  as  below 
specified  and  shall  be  provided  as  follows! 
94"  diameter  vent  when  2"  drawoff  pipe  is 
used  . 

94"  diameter  vent  when  2J4"  drawoff  pipe  is 
used 

I"  diameter  vent  when  3"  drawoff  pipe  u> 
used 

1J41"  diameter  vent  when  4"  drawoff  pipe  is. 

used  . 

1J4"  diameter  vent  when  6"  drawoff  pipe  is 
used 

COVERS 

Sec.  8.1.  .  .Except  when  filling,  and  during  transit  and 
delivery,  the  manhole  and  filler  openings 
shall  be  maintained  vapor  and  liquid  tight 
with  self-locking  covers,  which  shall  not 
open  at  more  than  91°.  The  hinges  shall  be 
placed  toward  the  cab.  The  vents  may  be 
located  either  in  the  dome  or  cover  and  shall 
be  of  sizes  specified  in  Section  7  of  the 
Specifications. 

TEST 

Sec.  9.1.  .  .Each  compartment  shall  show  no  signs  of 
leakage;  hydrostatic  test  of  5  pounds  per 
square  inch  will  be  made  on  demand  of  the 
Fire  Chief  and  Commissioner. 

INSIDE  EMERGENCY  VALVES 

Sec.  10.1.  .  .An  inside  emergency  valve  (except  com- 
partments  of  one  hundred  and  fifty  (150) 
gallons  or  less)  shall  be  provided  at  the  out¬ 
let  orifice  from  each  compartment  and  shall 
be  kept  closed  except  during  delivery  or  dis¬ 
charging  operation.  Except  for  tanks  con¬ 
taining  Nos.  5  or  6  oil,  the  valve  shall  be  of 
the  quick  closing  type  and  arranged  to  close 
with  the  flow  of  liquid  and  shall  be  installed 
independent  of  the  outside  pipe  connections 


or  with  a  shear  section  which  will  break 
under  strain.  There  shall  be  no  stuffing  box 
below  the  liquid  level.  In  tanks  containing 
numbers  5  or  6  oil,  the  valve  may  be  either 
of  the  quick  closing  or  of  the  screw  type. 

OUTSIDE  PIPING  AND  VALVES 

Sec.  11.1.  .  .Each  compartment  or  tank  shall  be  emptied 
by  means  of  gravity  or  by  pump  or  both,  or 
if  so  desired,  the  syphon  type  of  truck  as 
approved  for  gasoline,  may  be  used. 

113.  .  .When  pump  is  used,  it  shall  be  provided 
with  a  sealed  means  of  bypassing  so  de¬ 
signed  and  set  that  it  will  not  deliver  more 
than  25  gallons  per  minute  through  a  1 
inch  delivery  hose  and  not  more  than  50 
gallons  per  minute  when  using  a  delivery 
hose  not  exceeding  2  inches  in  diameter 
when  delivering  fuel  oils  Numbers  1,  2,  3 
and  4  as  specified  under  Section  4.3  of  these 
Specifications.  Provisions  shall  be  made 
for  a  pressure  gauge  on  the  discharge  side 
of  the  pump.  Grounded  flexible  hose  of  not 
more  than  24  inches  in  length  may  be  used 
between  the  pump  and  the  suction  end  of 
the  discharged  piping. 

11.3.  .  .On  tank  semi-trailer  equipment  which  is  a 

vehicle  of  the  trailer  type  (upon  which  is 
mounted  a  tank)  having  one  or  more  axles 
and  two  or  more  wheels  so  designed  and 
used  in  conjunction  with  a  motor  vehicle 
that  some  part  of  its  own  weight  and  that 
of  its  own  load  rests  upon  or  is  carried  by 
another  vehicle,  grounded  flexible  hose  not 
exceeding  six  (6)  feet  in  length,  shall  be 
used  to  connect  the  piping  on  the  motor 
vehicle  to  the  piping  on  the  tank  semi¬ 
trailer. 

11.4.  .  .Piping  shall  be  connected  to  the  bottom  of 

the  tank,  either  by  having  the  wrapper  sheet 
flanged  and  special  connections  welded 
thereto,  or  by  heavy  pipe  flanges  welded 
both  inside  and  outside  to  the  wrapper  sheet 
when  screwed  piping  is  used  (valves  ex¬ 
cepted)  the  joints  shall  be  either  welded, 
brazed  or  cemented  for  tightness. 

113.  .  .Piping  shall  be  supported  from  the  tank  or 
tank  structure.  Rear  and  side  outlet  valves 
shall  be  protected  by  rear  bumper  or  on  the 
side  by  the  steel  running  boards.  Hose  shall 
not  exceed  100  feet  in  length. 

MOUNTING 

Sec.  12.1.  .  .Each  tank  shall  be  substantially  supported 
by  iron  or  pressed  steel  cradles  or  steel 
bolsters.  The  tank  shall  be  secured  to  the 
bolsters  or  cradles  either  by  welding  or  by 
approved  metal  straps. 

Sec.  123.  .  .If  a  wooden  sill  is  used  the  hold-down 
bracket  must  be  so  designed  that  both  the 
“U”  bolts  which  fasten  the  sill  to  the  chassis 
frame,  and  the  hold-down  bands  which  hold 
the  tank  to  the  cradle,  become  a  part  of  the 
same  bracket  assembly,  so  that  there  will 
always  be  a  metal  connection  between  tank 
and  chassis.  The  sills  must  be  so  anchored 
as  to  prevent  any  longitudinal  movement  of 
the  tank  structure  relative  to  the  chassis 
frame. 


Sec.  13.1. 


BUMPERS 

.A  substantial  steel  bumper  shall  be  provided 
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at  the  rear,  so  designed  as  to  protect  the 
rear  of  each  tank  and  the  discharge  valves 
from  injury. 

Sec.  13.2.  .  .  Bumpers  _  shall  be  permanently  secured  to 
the  chassis  frame  and  in  such  a  manner  as 
to  provide  protection  for  the  rear  of  the 
tank  and  the  discharge  valves. 

BUCKET  BOXES  &  RUNNING  BOARDS 

Sec.  14.1.  .  .Bucket  boxes  when  used  must  be  of  metal 
construction  not  lighter  than  14  U.  S. 
Standard  gauge — must  be  a  permanent  part 
of  the  tank  structure  and  provided  with 
drainage  and  ventilation  through  the  bot¬ 
tom.  Hard  wood  lining  may  be  used  to 
prevent  sparking.  All  steel  running  boards 
shall  be  provided  and  shall  not  extend  be¬ 
yond  the  maximum  width  of  the  chassis 
The  over-all  width  of  the  assembled  tank 
truck  shall  not  exceed  the  State  limitations. 
All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 

14.2.  .  .Running  boards  constructed  of  wood  if  in 

good  condition  shall  be  accepted  on  existing 
equipment. 

WIRING 

Sec.  15.1.  .  .All  wires  from  rear  of  the  cab  to  the  rear 
of  the  tank  shall  be  located  in  rigid  iron, 
flexible  steel  conduit,  armored  cable,  or  ap¬ 
proved  metal  conduit  with  water  tight  con¬ 
nections. 

15.2.  .  .The  tail  light  shall  be  mounted  at  the  level 

of  the  top  of  the  tank,  on  the  left  side  rear. 

BRAKES 

Sec.  16.1.  .  .Provide  adequate  brakes  on  all  wheels  and 
keep  same  in  efficient  working  order  at  all 
times.  Brakes  shall  comply  with  the  require¬ 
ments  of  the  Motor  Vehicle  Law  of  the 
State  of  New  York  and  the  rules  of  the  New 
York  City  Police  Department  to  be  deemed 
adequate. 

16.2.  .  .On  a  chassis  still  in  service,  accepted  previ- 

ous  to  July  1,  1935,  in  which  case  the  number 
°f  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  the  same  complies  with  the 
braking  requirements  of  the  Motor  Vehicle 
Laws  of  the  State  of  New  York  and  the 
stopping  requirements  of  the  New  York  City 
Police  Department. 

CHASSIS  WEIGHT 

Sec.  17.1.  .  .The  net  dry  chassis  weight  for  the  vehicle 
listed  in  this  section  shall  not  weigh  less  than 
the  percentage  of  the  gross  road  weight  when 
fully  loaded  and  completely  equipped  as 
follows : 

For  tanks  0  to  600  gallons— 25% 

For  tanks  601  to  1250  gallons— 30% 

For  tanks  1251  to  3000  gallons— 28% 
excepting  however,  that  for  chassis  delivered 
from  the  manufacturer  without  a  third  axle 
attachment  and  weighing  less  than  4,500 
pounds  net  dry  chassis  weight,  and  to  which 
a  third  axle  attachment  has  been  made,  the 
maximum  capacity  for  fuel,  kerosene,  range 
or  lubricating  oils  shall  not  exceed  twelve 
hundred  fifty  (1,250)  gallons. 


The  net  dry  chassis  weight  of  the  types  of 
vehicles  listed  in  this  section  is  determined 
without  accessories,  such  as  cab,  spare  tire, 
water,  gasoline,  front  and  rear  bumpers,  etc! 

A  tank  truck,  in  which  the  engine  is 
mounted  in  front,  or  inside  or  under  the  cab, 
not  used  as  tractor,  semi-trailer  equipment! 
complete  as  delivered  from  the  manufacturer! 
without  accessories  as  listed  in  this  section. 

(b)  A  tank  truck,  equipped  with  a  third 
axle  attachment.  Both  the  two  axle  chassis 
as  delivered  from  the  manufacturer  and  the 
specified  attachments  necessary  to  install  the 
third  axle,  but  without  accessories  as  listed 
in  this  section. 

(c)  A  tank  mounted  on  a  semi-trailer 
chassis  and  a  tractor  as  delivered  from  the 
manufacturer,  but  without  accessories  as 
listed  in  this  section. 

EXAMPLE 


Sec.  17.2.  .  .Weight  of  chassis  (net  dry) .  6  900  lbs 

Weight  of  tank  (1500  gal.-lO  ga. 

5  compts.)  .  4,500  lbs. 

Weight  of  meter,  hose  and  reel...  750  lbs' 
Weight  of  oil  (1,500  gals.  @  7.5 

,Xflb.\Per  gal-)  .  11,250  lbs. 

Weight  of  accessories  (cab,  water, 

Sas>  etc-)  .  725  lbs. 


24,125  lbs. 

28%  of  24,12a  pounds  equals  6,755  pounds 
minimum  of  net  dry  chassis  weight  accepta- 
ble. 

17.3.  .  .(a)  A  chassis,  to  be  acceptable,  must  be 
accompanied  by  a  sworn  statement  signed  by 
the  Chief  Engineer  of  the  Company  manu¬ 
facturing  the  chassis,  guaranteeing  the  truck 
as  delivered  to  the  user  to  be  safe  for  the 
gross  road  weight. 

(b)  A  chassis,  to  which  a  third  axle  at- 
tachment  has  been  made,  to  be  acceptable, 
must  have  such  installation  made  by  the 
I  manufacturer  of  such  third  axle  attachment 
or  a  duly  authorized  representative  and  a 
sworn  statement  shall  be  provided  signed  by 
the  Chief  Engineer  of  the  company  that 
manufactures  and  installs  the  third  axle 
attachment  or  the  duly  authorized  represen¬ 
tative  guaranteeing  the  truck  as  delivered  to 
the  user  to  be  safe  for  the  gross  road  weight. 

CAB 

Sec.  18.1.  .  .The  cab  may  be  of  standard  design.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  both  doors 
shall  be  kept  in  perfect  working  order. 
A  shatterproof  windshield  shall  be  provided. 

18.2.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 
ous  to  April  15th,  1936,  the  cab  design  as 
originally  approved  shall  be  accepted. 

ENGINE  EXHAUST  SYSTEM 

Sec.  19.1.  .  .The  engine  exhaust  system  shall  terminate 
not  more  than  one  half  the  length  of  the 
wheelbase  from  the  front  axle.  The  outlet 
shall  be  turned  downward. 

ENGINE  FUEL  TANK 

Sec.  20.1.  .  .The  engine  fuel  tank  shall  be  substantially 
constructed,  free  from  defects  and  leaks,  and 
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shall  not  exceed  thirty-two  U.  S.  gallons 
capacity.  Joints  shall  not  depend  on  solder¬ 
ing  for  tightness. 

Sec.  20.2.  .  .The  fill  or  intake  opening  shall  be  protected 
by  a  self-closing  hinged  cap  or  cover. 

20.3.  .  .Engine  fuel  shall  be  supplied  to  the  car¬ 

buretor  by  mechanical  pump  only. 

20.4.  .  .Engine  fuel  supply  line  to  carburetor  shall 

be  connected  through  top  of  engine  fuel  tank. 

20.5.  .  .On  all  chassis  in  which  the  engine  is 

mounted  in  front  of  the  cab,  the  engine  fuel 
tank  shall  be  located  inside  the  cab. 

20.6.  .  .On  all  chassis  in  which  the  engine  is  lo¬ 

cated  inside  or  under  the  cab,  except  those 
used  with  tank  semi-trailer  equipment  as 
defined  in  Section  11.3  of  these  specifications, 
the  engine  fuel  tank  shall  be  located  either 
inside  the  cab  or  between  the  chassis  frame 
side  members  immediately  back  of  the  rear 
axle.  If  the  cargo  tank  or  body  is  skirted, 
doors  with  permanently  attached  handles 
must  be  provided  in  the  skirting  on  both 
sides  of  the  vehicle,  so  as  to  make  the  engine 
fuel  tank  easily  accessible  at  all  times. 

20.7.  .  .On  all  chassis,  in  which  the  engine  is  lo¬ 

cated  inside  or  under  the  cab,  used  with  tank 
semi-trailer  equipment  as  defined  in  Section 
11.3  of  these  specifications,  the  engine  fuel 
tank  shall  be  located  either  inside  the  cab  or 
immediately  back  of  the  cab  above  the  frame 
and  shall  not  overhang  the  frame  side  mem¬ 
bers. 

20.8.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 

ous  to  April  15th,  1936,  in  which  case  the 
location  and  capacity  of  the  engine  fuel  tank 
as  originally  approved  shall  be  accepted. 

PAINTING  AND  MARKING 

Sec.  21.1.  .  .The  tank  and  rear  bucket  compartment,  if 
any,  shall  be  painted  Dark  Green;  but  the 
chassis,  running  gear,  cab,  bonnet  or  hood  of 
motor,  or  the  wheels  may  be  painted  any 
color  suitable  to  the  applicant. 

21.2.  .  .The  registered  trade  name,  or  the  name  of 
the  person,  firm  or  corporation  owning  or 
operating  the  tank  truck  shall  be  displayed 
on  both  sides  of  the  tank  truck  in  letters  at 


least  three  and  one-half  inches  high  by  one- 
half  inch  stroke;  it  is  optional  with  the  dis¬ 
tributor  to  add  the  name  of  the  product  and 
the  firm  address. 

Sec.  213.  .  .The  advertising  of  any  product  distributed 
by  the  person,  firm  or  corporation  operating 
the  tank  truck  is  permitted,  but  oils  having 
a  flashpoint  of  less  than  100°  F.  when  tested 
in  an  open  cup  tester  shall  not  be  advertised 
on  any  part  of  the  tank  truck. 

214.  .  .The  use  of  any  combustible  signs  on  a  tank 
truck  is  prohibited. 

FIRE  PROTECTION 

Sec.  22.1.  .  .Non-freezing  fire  appliances  only  shall  be 
carried  on  tank  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
7j4  pounds  carbon  dioxide  in  an  approved 
fire  extinguisher.  Such  appliances  shall  be 
carried  on  the  truck  at  all  times  and  be  kept 
ready  for  use. 

CANS 

Sec.  23.1.  .  .Excess  storage  of  the  product  transported 
or  delivered  not  exceeding  sixty  (60)  gal¬ 
lons  in  containers  as  specified  in  Section  113, 
Article  8,  Chapter  10,  Code  of  Ordinances, 
may  be  carried  in  the  bucket  compartments 
and  it  is  further  provided  that  where  a  de¬ 
livery  is  made  in  a  licensed  premise,  open 
measuring  cans  of  a  capacity  not  exceeding 
ten  (10)  gallons  may  be  used  if  same  are  not 
left  on  premises  as  a  storage  container. 

TRAILERS 

Sec.  24.1.  .  .The  use  of  any  vehicle  (upon  which  is 
mounted  a  tank)  without  its  own  motive 
power,  no  part  of  the  weight  of  which  rests 
on  the  towing  vehicle,  but  is  drawn  by  a 
motor  vehicle  and  is  known  as  full  tank 
trailer,  is  prohibited. 

SMOKING 

Sec.  25.1.  .  .Smoking  on  a  tank  truck  is  prohibited  at 
all  times. 
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Published  at  request  of  the  Fire  Chief  and  Commisisoner 

SPECIFICATIONS  FOR 
PLATFORM  TRUCKS 

To  be  used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City,  of  any  petroleum  or 
shale  oil,  or  the  liquid  products  of  either,  or  coal  tar  in 
accordance  with  Sections  113  and  114,  Article  8,  Chapter 
10  of  the  Code  of  Ordinances  effective  May  18,  1935. 

PERMIT 

Sec.  1.1.  .  .No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  use  or  storage  within 
the  City  any  petroleum  or  shale  oil,  or  the 
liquid  products  of  either,  or  coal  tar  without 
a  permit  from  the  Fire  Chief  and  Commis¬ 
sioner.  (Sections  113  and  114,  Article  8, 
Chapter  10,  Code  of  Ordinances.) 


Sec.  1.2.  .  .A  permit  is  required  for  each  platform  truck 
used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any 
petroleum  or  shale  oil,  or  the  liquid  products 
of  either,  or  coal  tar  when  in  containers  of 
a  type  as  specified  in  Sections  113  or  114  of 
Article  8  of  Chapter  10  of  the  Code  of 
Ordinances  of  the  City  of  New  York. 

1.3.  .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Section  20,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

1.4.  .  .Unless  otherwise  provided  every  permit  for 

a  rack  or  stake  truck  and  the  renewal  thereof, 
shall  be  for  a  period  to  be  determined  by  the 
Fire  Chief  and  Commissioner,  but  in  no  case 
to  exceed  one  year.  (Section  26,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 
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Sec.  1.5.  .  .The  permit  is  revocable,  not  transferable  and 
in  the  case  of  a  change  of  ownership,  the 
new  owner  shall  obtain  a  new  permit.  (Sec¬ 
tion  43,  Article  3,  Chapter  10,  Code  of  Or¬ 
dinances.)  Fee  Ten  ($10)  Dollars  for  each 
truck. 

1.6.  .  .The  metal  plate,  furnished  by  the  Fire  De¬ 

partment  at  the  same  time  the  Fire  Depart¬ 
ment  Permit  is  issued,  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  truck  and  be  so  displayed  during 
the  life  of  the  permit. 

1.7.  .  .The  Fire  Department  Inspection  Card  must 

be  carried  at  all  times  in  the  cab  of  the  truck 
in  a  card-holder. 

1.8 ...  A  permit  shall  be  issued  only  for  this  type 
of  vehicle  for  a  gross  weight  of  vehicle  and 
load  not  to  exceed  a  weight  in  pounds  which 
shall  be  stated  in  a  certified  statement  which 
is  filed  with  the  Fire  Chief  and  Commissioner 
by  the  manufacturer  of  the  completed  chassis. 

BODIES 

See.  2.1.  .  .Trucks  may  have  any  type  of  body  suitable 
to  the  applicant,  provided  it  is  mounted  on  a 
chassis  in  a  workmanlike  manner. 

CAB 

Sec.  3.1.'.  .The  cab  shall  be  of  standard  design.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  both  doors 
shall  be  kept  in  perfect  working  order.  A 
shatterproof  windshield  shall  be  provided. 

3.2 .  .  .  On  a  chassis  now  in  service  and  accepted 

previous  to  April  15th,  1936,  in  which  case  the 
cab  as  originally  approved  shall  be  accepted. 

ENGINE  EXHAUST  SYSTEM 

Sec.  4.1 ..  .  The  engine  exhaust  system  shall  terminate 
not  more  than  one  half  the  length  of  the 
wheelbase  from  the  front  axle.  The  outlet 
shall  be  turned  downward. 

ENGINE  FUEL  TANKS 

Sec.  5.1  ..  .  The  engine  fuel  tank  shall  be  substantially 
constructed,  free  from  defects  and  leaks. 
Joints  shall  not  depend  on  soldering  for  tight¬ 
ness. 

52.  .  .  Engine  fuel  tanks,  if  attached  to  chassis 
frame  and  located  on  right  side,  and  not  ex¬ 
tending  beyond  the  width  of  the  body,  shall 
be  accepted  if  on  existing  equipment. 

5.3 .  .  .  On  all  chassis  in  which  the  engine  is 

mounted  in  front,  or  inside  or  under  the 
cab,  and  not  used  as  tractor-semi-trailer 
equipment,  the  engine  fuel  tank  shall  be  lo¬ 
cated  either  inside  the  cab  or  immediately 
back  of  the  cab  above  the  frame  and  shall  not 
overhang  the  frame  side  members,  or  shall 
be  located  between  the  chassis  frame  side 
members  immediately  back  of  the  rear  axle. 

5.4 .  .  .  On  all  chassis,  used  as  semi-trailer  equip¬ 

ment,  the  engine  fuel  tank  shall  be  located 
either  inside  the  cab  or  immediately  back  of 
the  cab  above  the  frame  and  shall  not  over¬ 
hang  side  members. 

5.5 .  .  .  On  a  chassis  now  in  service  and  accepted 

previous  to  April  15th,  1936,  in  which  case 
the  location  of  the  engine  fuel  tank  as  origi¬ 
nally  approved  shall  be  accepted. 


WIRING 

Sec.  6.1 ..  .  All  wiring  used  on  this  type  of  truck  shall 
be  kept  in  a  safe  condition. 

RACKS 

Sec.  7.1.  .  .If  rack  compartments  are  used  to  hold  con- 
containers  they  shall  be  substantially  made 
and  so  arranged,  when  placed  in  tiers,  that 
the  construction  of  the  lower  rack  compart¬ 
ment  will  support  the  weight  of  the  upper 
rack  compartment  and  the  containers. 

7.2.  .  .Products  shall  only  be  transported  or  de¬ 
livered  on  a  truck  of  this  type  in  containers  as 
specified  in  Sections  113  and  114  of  Article  8 
of  Chapter  10  of  the  Code  of  Ordinances  of 
the  City  of  New  York. 

7.3 ..  .  Containers  not  exceeding  five  (5)  gallon 

capacity  shall  be  transported  or  delivered  in 
a  case  of  a  design  that  will  prevent  any  weight 
or  strain  being  placed  upon  the  container. 

7.4 ..  .  Containers  as  specified  in  Section  7.2  of  these 

specifications  may  be  stacked  in  tiers  if  the 
Sross  load  does  not  exceed  the  pro¬ 
visions  of  Section  1.8  of  these  specifications. 

7.5 .  .  .  An  approved  portable  tank  wagon,  not  ex¬ 
ceeding  fifty-five  (55)  gallons  capacity  may 
be  used  as  a  transportation  or  delivery  con¬ 
tainer  on  a  platform  truck  if  its  wheels  have 
been  removed  and  it  has  been  permanently 
mounted  with  substantial  incombustible  ma¬ 
terial.  The  contents  of  the  tank  wagon  shall 
be  discharged  only  through  a  hose,  not  ex¬ 
ceeding  sixteen  (16)  feet  in  length  having  a 
shut-off  valve  close  to  the  outlet  or  nozzle. 

TRAILERS 

Sec.  8.1  ..  .  The  use  of  any  vehicle,  without  its  own 
motive  power,  no  part  of  the  weight  of  which 
rests  on  the  towing  vehicle,  but  is  drawn  by 
a  motor  vehicle  and  is  known  as  a  full  trailer, 
is  prohibited. 

PAINTING  AND  MARKING 

Sec.  9.1.  .  ,The  body  of  this  type  of  truck  may  be 
painted  any  color  suitable  to  the  applicant. 

9.2 ..  .  The  registered  trade  name  or  the  name  of 

the  person,  firm  or  corporation  operating  this 
type  of  truck  shall  be  displayed  on  both  sides 
of  the  truck  in  letters  at  least  two  inches  in 
height  by  one-quarter  inch  stroke. 

FIRE  PROTECTION 

Sec.  10.1 .  .  .  Non-freezing  fire  appliances  only  shall  be 
carried  on  these  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
/Vi  pounds  carbon  dioxide  in  an  approved  fire 
extinguisher.  Such  appliances  shall  be  carried 
on  the  truck  at  all  times  and  be  kept  ready 
for  use. 


BRAKES 

Sec.  11.1  .  .  .  Provide  adequate  brakes  on  all  wheels  and 
keep  same  in  efficient  working  order  at  all 
times.  Brakes  shall  comply  with  the  require¬ 
ments  of  the  Motor  Vehicle  Law  of  the  State 
of  New  York  and  the  rules  of  the  New  York 
City  Police  Department  to  be  deemed  “ade¬ 
quate.” 
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Sec.  11.2.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 
ous  to  July  1,  1935,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  the  same  complies  with  the  brak¬ 
ing  requirements  of  the  Motor  Vehicle  Laws 
of  the  State  of  New  York  and  the  stopping 
requirements  of  the  New  York  City  Police 
Department. 


SMOKING 

Sec.  12.1  .  .  .  Smoking  on  a  truck  while  transporting  or 
delivering  any  oils  or  liquids  requiring  a 
permit  from  the  Fire  Chief  and  Commissioner 
is  prohibited. 

RAGS 

Sec.  13.1 ...  All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 


APPROVED  APPLIANCES 

APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 

A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34- S A 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Brigham  Range  Oil  Burner .  217-35-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35-SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easy  way  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 . 157-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  . 40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

RH-9  .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  . 172-35-SA 

Florence  Range  Burners .  219-34-SA 

Fox  Range  Oil  Burner .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34-SA 

Hupp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

Kolrid  Range  Burner  .  48-34-SA 

Kres-Kno  Range  Oil  Burner,  Model  MD. 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

Loyalty  Range  Burner  .  302-34-SA 


Name  of  Burner  Calendar  No. 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 

M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  . 367-34-SA 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B .  364-34-SA 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  .  180-35-SA 

Majestic  Space  Heater,  Models  247T  and  248.  181-35-SA 

Majestic  Water  Heater,  Models 255A  and 255B  182-35-SA 

Moderne  Range  Oil  Burner,  Models  Regular, 

Junior  and  Firenew  .  357-34-SA 

National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  2S1-34-SA 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Putnam  Range  Oil  Burner  .  54-35-SA 

Quaker  Burnoil  Stove  .  11-31-SA 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  491-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  .  310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 
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FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 
garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire:retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (VY)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2 Y) 
inches  of  1 :2}4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (%)  of  one  (1)  per  cent  of 
steel  mesh; 

(b)  Two  and  one-half  (2l/2)  inches  of  1  :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations : 

.  (a)  One-half  (J4)  inch  plaster  boards,  or  three- 
eighths  o 4)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (Y)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(Y)  inch  thick. 

.  Rul©  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 

or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

.  Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction ;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or. oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(H)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (Y)  inch  wood  sheathing,  one-half 
(Y)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (Y)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (Y)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  packeted  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A". 

3S9-30-SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand- 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

369-33-SA — S-K  Oil  Burner,  Model  G. 

77-34-SA — Packard  Fuel  Oil  Burner. 

156-34-SA — Allen's  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — "Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

58-35-S A— Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

1 58-35-S  A — Easyway  Space  Heater,  Models  CRL19, 
CRN17,  CSP27,  and  CSP19. 


159-35-SA — Easyway  Water  Heater,  Models  H.W.l  and 
H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 

93-36-SA— Wicaco  Adjustable  Oil  Burner  Pump. 

102-36-SA — Cole  Draft  Governor. 

110-36-SA — Mohawk  Oil  Burner,  Models  A  and  H. 

112-36-S A— Perfect  Automatic  Oil  Burner  (Gun  Type), 
Models  A  and  G,  Nos.  1,  2  and  3. 

119-36-SA — Teesdale  Baramatic  Damper. 

125-36-SA — Flex-O-Gas  Oil  Burner  for  Pressing  Ma¬ 
chine,  Model  T2. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth.  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
apneal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay. 

Sixth.  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 
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This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Order  Served  on  Board. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  May  26,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  351-26-BZ,  68-36-BZ,  69- 
36-BZ,  140-36-BZ,  1250-27-BZ  and  359-35-BZ. 

Minutes  of  Regular  Meeting,  May  26,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  114-36-BZ,  127-36-BZ 
1392-17-BZ,  67-36-BZ,  334-29-BZ.  849-28-BZ,  283-35-A, 
304-35-A,  305 -35 -A,  105-36-A,  130-36-A,  298-35-A,  317- 
35-A,  364-35-A,  129-36-A,  243-30-A,  260-35-A,  101-36-S, 
58-35-SA,  146-31-SA,  21-36-SA,  178-35-SA,  369-33-SA 
and  110-36-SA. 

Correction  affecting  Calendar  Number  101-32-BZ. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Reserve  Calendar. 


Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan.  6’ 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Ivesolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  June  1,  1936’ 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  June  8,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendat  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 


New  Cases  Filed  up  to  May  27,  1936 


Cal.  No.  Department 
146-36- A . . 


Premises  Affected 
228-232  West  52nd  street, 
south  side,  103  ft.  11 34  in- 
west  of  Broadway  (Block 
1023,  Lots  48,  49  and  49J4), 
Borough  of  Manhattan, 

Alt.  889-34. 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  May  25,  1936,  Messrs.  Putney,  Twombly  &  Hall,  attorneys, 
served  on  Board  petition  and  order  of  certiorari  for  Aaron  Bring 
Chevrolet  Co.,  Inc.,  lessee,  in  re  decision  of  April  28,  1936,  affirming 
denial  of  Commissioner  of  Buildings  to  issue  certificate  of  occupancy 
for  the  sale  and  display  of  more  than  5  motor  vehicles  on  an  open 
lot  in  a  business  district,  at  premises  2018-2032  Stillwell  avenue, 
northwest  corner  of  86th  street,  Borough  of  Brooklyn,  Cal.  Ino. 
63-36-A. 


147-36-BZ . D.B.Bx . 260  East  172nd  street  and  1485 

Morris  avenue,  southwest 


148-36-BZ . D.B.Bx 


149-36- A . D.B.M . 


150-36- A . F.D 


151-36-BZ . D.B.B . 


152-36- A . F.D 


153-36-BZ . D.B.M . 


corner  (Block  2818,  part  of 
Lot  1),  Borough  of  The 
Bronx, 

Decision. 

1083-1085  Hall  place  and  856- 
864  East  167th  street,  south¬ 
west  corner  (Block  2691, 
Lot  86),  Borough  of  The 
Bronx, 

Decision. 

71-73  Water  street  and  17-21 
Old  Slip,  southeast  corner 
(Block  32,  Lot  14),  Bor¬ 
ough  of  Manhattan, 

28274-F  and  28275-F. 

126-128  41st  street,  south  side, 
200  ft.  east  of  1st  avenue 
(Block  716,  Lots  16  and 
17)  Borough  of  Brooklyn, 
68123-L.C. 

439  Vermont  street,  east  side, 
180  ft.  north  of  Blake  ave¬ 
nue  (Block  3774,  Lot  10), 
Borough  of  Brooklyn, 

Applic.  3217-36. 

.  146  Broadway,  north  side,  60 
ft.  east  of  Bedford  avenue 
(Block  2132,  Lot  11),  Bor¬ 
ough  of  Brooklyn, 

Decision. 

140-154  West  End  avenue,  east 
side,  from  West  66th  to 
West  67th  street  (Block 
1158,  Lots  1,  2,  3,  4,  61,  62, 
63  and  64),  Borough  of 
Manhattan, 

Applic.  96-36. 


CODE 

D  g  . Department  of  Buildings 

£ . Health  Department 

D  B  B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Building* 


COURT  DECISIONS 

Matter  of  Application  of  the  Towers  Management  Corpn  v  Edwin 
H  Thatcher,  et  ah,  as  members  of  the  Board  of  Build¬ 
ings  of  the  City  of  New  York.  An  electric  sign  was 
erected  on  the  Towers  Hotel  on  the  theory  of  the  owner 
that  it  was  a  permitted  accessory  to  the  hotel  located  in 
a  residence  district  and  therefore  not  contrary  to  the 
Zoning  Resolution.  The  Board  of  Standards  and  Ap¬ 
peals  had  previously  in  1932  denied  an  application  for  a 
zoning  variance  to  permit  an  illuminated  sign.  Upon 
refusal  of  the  Commissioner  of  Buildings  on  June  5, 
1935,  and  thereafter  by  the  Board  of  Buildings  on  Aug¬ 
ust  1,  1935,  to  approve  an  application  to  erect  an  il¬ 
luminated  sign,  mandamus  was  sought.  A  peremptory 
order  of  mandamus  was  issued  by  the  Supreme  Court 
and  unanimously  affirmed  by  the  Appellate  Division  of 
the  Second  Department;  but,  on  further  appeal,  the 
Court  of  Appeals  reversed  the  order  of  the  lower  courts, 
saying  in  part:  ,  ,  _  . 

“An  appeal  could  have  been  taken  from  the  Commis- 
sioner’s  ruling  to  the  Board  of  Standards  and  Appeals. 
The  Charter  prescribes: 

“‘Sect.  719.  Appeals.  What  appealable.  An 
appeal  may  be  taken  to  the  Board  of  Appeals  from 
any  order,  requirement,  decision  or  determination 
made  by  any  superintendent  of  buildings  under  the 
authority  of  title  two  of  chapter  nine  of  this  act  or 
of  any  ordinance  (except  an  order  requiring  an 
unsafe  building,  staging  or  structure  to  be  made 
safe,  and  except  an  order  punishing,  removing  or 
dismissing  an  employee,  inspector  or  other  subordi¬ 
nate)  *  *  *\ 

“The  decision  of  the  Board  of  Standards  and  Appeals 
made  under  the  above  section  may  be  taken  by  peUtion 
to  a  justice  of  the  Supreme  Court  or  the  Special  Term 
thereof  within  thirty  days  after  it  has  been  filed  or  has 
been  published  in  the  bulletin.  The  petition  must  set 
forth  that  the  decision  is  illegal  in  whole  or  m  part  and 
specify  the  grounds  of  illegality.  (Sec.  719a  of  the 

Ch“Instead  of  pursuing  this  remedy  the  lessee  of  the 
Towers  Hotel  instituted  this  mandamus  proceeding  to 
compel  the  Commissioner  of  Buildings  to  issue  to  it  a 
permit  for  the  hotel  sign.  This  time  the  petitioner  was 
successful,  as  the  Special  Term  of  the  Supreme  Court 
granted  a  peremptory  mandamus  ordering  Rdwin  rl. 
Thatcher  as  commissioner,  to  grant  a  proper  permit  for 
the  erection  of  a  neon  illuminating  sign  as  above  de¬ 
scribed.  The  order  was  unanimously  affirmed  by  the 
Appellate  Division.  This  was  error.  Mandamus  will 
not  issue  where  another  remedy  is  available  or  provided 

by  law.  .  .  ,  , 

“The  opinion  in  the  Walsh  case  expresses  clearly  the 
point  of  the  decisions:  The  procedure  of  appeal  within 
the  line  of  administrative  officials  before  allowing  re¬ 
course  to  the  courts,  insures  the  benefit  of  trained  and 
competent  expert  opinion  and  judgment,  applied  to  the 
facts  of  each  particular  case  by  an  experienced  tribunal, 
which  is  not  limited  to  an  affirmance  or  reversal  of  the 
action  of  the  superintendent,  of  buildings,  but  may  use 
its  judgment  in  making  such  modification  in  his  action 
as  in  its  opinion  should  be  made,  and  to  that  end  is 
vested  with  his  powers,  in  order  that  the  spirit  of  the 
law  shall  be  observed,  public  safety  secured  and  substan¬ 
tial  justice  done.’  As  the  petitioner  failed  to  first  ex¬ 
haust  its  remedy  by  appeal  to  the  Board  of  Appeals,  the 
peremptory  order  of  mandamus  was  improperly  granted. 

“Order  reversed  and  petition  dismissed,  with  costs  in 
all  courts.”  ,  _  c 

In  the  Walsh  case,  cited  in  this  case,  the  Court  of  Appeals  dis¬ 
tinguished  between  “injunction”  and  “mandamus”— injunction  being 
referred  to  as  an  enjoining  remedy,  after  hearing  all  parties,  whereas 
“mandamus”  is  an  extraordinary  remedy  “to  enforce  an  administra¬ 
tive  act  positively  required  to  be  done  by  a  provision  of  law.  (269 
N.  Y.  437.) 

*  *  * 

Matter  of  Jamaica  Savings  Bank  (Board  of  Standards  and  Appeals') 

_ November  27,  1934,  Board  denied  gasoline  station  in 

business  district,  under  section  21,  Cal.  No.  215-34-BZ; 
premises  southwest  corner  of  Merrick  road  and  118th 
avenue,  St.  Albans,  Borough  of  Queens.  Mr.  Justice 
Steinbrinck  sustained  Board  (N.  Y.  L.  J.,  May  11,  1935). 
Appellate  Division  unanimously  affirmed  determination 
of  Board  (N.  Y.  L.  J„  May  16,  1936). 
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Matter  of  Zaganno  (Murdock)— January  14,  1936,  Board  denied 
gasoline  service  station  in  business  district,  under  section 
21,  Cal.  No.  22-29-BZ;  premises  97-28  Van  Wyck  boule¬ 
vard,  northwest  corner  of  101st  avenue,  Dunton,  Bor- 
Queens.  Mr.  Justice  Lockwood  sustained  Board 
(N.  Y.  L.  J.,  May  27,  1936). 


RULES 

Last  Publication  in  Bulletin 

Certificate  of  Occupancy,  approved 

forms  .....  Aug.  2,  1932— Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules........  Mar.  10.  1936— Vol.  21,  No.  10 

Concrete  Rules  (Hydrated  Lime)... June  2,  1936— Vol.  21,  No  22 

§LejYa£?|  rul,e|  ••••.•••••••.•• . Mar.  3,  1936— Vol.  21,  No'.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935— Vol.  20,  No.  1 

Fire  ^armX  RuleUs  ^ImeViorj  1 !  iltTy  28,’  1935— Vo!.'  20,’  No!  22 

Fire  Stfe' ’  f*  Ga^' ^  28’  193^Vo1*  21*  17 

t . Ma-V  26,  1936— Vol.  21,  No.  21 

Fireproof  Wood,  Testing  of . Apr.  14,  1936— Vol.  21,  No  IS 

r!!tm|wantfesi?  ?uIlng  for . Jan-  21,  1919— Vol.  4,  No.  3 

Gas  Shut-Off  Rules . Apr.  7,  1925— Vol.  10,  No.  14 

Hatchway  Protection  . June  5,  1928— Vol.  13,  No.  23 

pi  n?  . o . May  19>  1936 — Vol.  21,  No.  20 

Paint,  V arnish  and  Lacquer  Spray- 

p,,,  R£les  ,••••••••.••••. . Nov.  27,  1934— Vol.  19,  No.  48 

t’  atlorm  1  rucks.  Specifications  for. May  26,  1936— Vol.  21,  No  21 

§>.  « 

Smn^era-lngSySt'mS’  Extrac*  C-0-APr'  21,’  1936 — Vol  21  ’  No°' 16 

l””nS‘R„RS“n"’.R?!“  '"■•••{&  \\-  >*»•  ?« 

Standpipe  Fireline  Rules . !.”!.Mar  24  1936— Vo  '  ?  ’  S' 

TanktTrucli!tFruel0On  R'portinK-  •  •  June  7,’  1932— Vol.'  17,’  No.'  23 
Tank  Trucks’  .C . May  26’  1936— Vol.  21,  No.  21 

wi„  2, 

Rule  505  of  Industrial  Code).. Apr.  10,  1923— Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Fin~i'£iphw  Va\v7e? . Mar.  S-  1935— Vol.  20,  No.  10 

Fuel  *  Oil  Burners*  for*  Domestic  'and^3^  26’  1936-Vo1’  21*  N°'  21 

FUC1  pipe^TerminaVs'. ! ! ! !  ] !  May  26,  I936-V0!'  21  No  21 

Fue  °0  lBPumosS  £°r  Industrial  Use-May  19,  1936— Vol.  21,’  No.'  20 

wMay  19’  1936~VoL  21>  No- 20 

RangT  0?rPBurners”and  "Spkc;N°V'  26’  193S-Vo1'  2°’  N°‘  48 

Heater*  . May  26,  1936— Vol.  21,  No.  21 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  1,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

424-19-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Henry  W. 
Newman,  owner. 

PREMISES — 2275-2291  Bedford  avenue  and  2301-2309 
Albemarle  road,  northeast  corner  (Block  No.  5110, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  24,  1935), 

TO  PERMIT  in  a  business  district  the  alteration  and 
change  of  occupancy  of  part  of  a  garage  for  more 
than  five  (5)  motor  vehicles  (previously  granted 
by  the  board),  so  as  to  include  a  gasoline  service 
station. 


92-36-BZ. 

APPLICANT— Hirsh,  Newman,  Reass  &  Becker,  for 

DDmncr?So1!^  Biological  Products,  Inc.,  owner. 

PREMISES— 109-131  West  50th  street,  north  side,  and 
110-130  West  51st  street,  south  side,  105  ft  west 
of  Sixth  avenue  (Block  No.  1003,  Lot  No.  17) 
Borough  of  Manhattan. 

APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  business  district  the  parking  or  storage 
of  more  than  five  (5)  motor  vehicles. 


59-36-BZ. 

APPLICANT— Larry  Meltzer,  for  May  L.  Haberle 
owner. 

I  REMISES  254-09  Hillside  avenue,  northeast  corner  of 
Little  Neck  parkway  (Block  No.  8766,  Lot  No.  1) 

a  nm  T  Bayside,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

10  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


J Wive.  z,  lUJb,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
£?-peals  of  a  Publl9  hearing  under  the  provisions 

1036  lindl^  Z?ne-  re^olut'on-  Tuesday  morning,  June  2, 
36,  at  10  o  clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  191-34-BZ— Application  of  Sidney  L.  Strauss,  ap- 
plicant,  on  behalf  of  The  Hermitage 
Corporation,  owner,  reopened  May  5, 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 

onov°dn  °f  two  ^  years :  Premises 
ZU87  Boston  road,  west  side,  165.08 

ft  south  of  East  180th  street  (Block 
No  3137,  part  of  Lot  No.  20),  Bor¬ 
ough  of  The  Bronx. 


cal.  no.  52-36-BZ— Application,  March  9,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Benjamin  Hinerfeld,  Special  Dep¬ 
uty  Superintendent  of  Banks  of  the 
State  of  New  York,  for  Bank  of  Eu¬ 
rope  Trust  Company,  owner,  to  permit 
in  a  business  district  the  change  of 
occupancy  of  an  existing  building  to 
an  iron  and  wire  works;  premises  218 
East  97th  .  street,  south  side,  285  ft. 
east  of  Third  avenue  (Block  No.  1646, 
Lot  No.  37),  Borough  of  Manhattan.’ 


66-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Progressive  Syna¬ 
gogue,  owner. 

PREMISES — 1515  46th  street,  north  side,  98  ft.  east  of 
15th  avenue  (Block  No.  5433,  Lot  No.  72),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use,  “D”  area  district,  the 
extension  of  a  building  (church)  ;  the  proposed 
extension  not  conforming  with  “D”  area  require¬ 
ments. 


cal.  no.  352-29-BZ  Application  of  Leo  Pincus,  applicant, 
on  behalf  of  Rose  Chizner  Realty 
Corporation,  owner,  reopened  March 
10,  1936,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (application 
for  a  garage  for  more  than  five  (5) 
motor  vehicles  and  gasoline  service 
station  on  the  same  premises  previ- 
by  the  b°ard)  ;  premises 
212-220  East  98th  street,  southwest 
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corner  of  Kings  highway  (Block  No. 
4633,  Lot  No.  34),  Borough  of  Brook¬ 
lyn. 

cal.  no.  339-35-BZ— Application,  November  27,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jacob  M.  Aufrecht,  applicant, 
on  behalf  of  William  A.  Kissam, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
gasoline  service  station;  premises  777- 
787  Metropolitan  avenue  and  377  Hum¬ 
boldt  street,  northwest  corner  (Block 
No.  2760,  Lot  Nos.  28  and  29),  Bor¬ 
ough  of  Brooklyn. 

cal  no  68-36-BZ— Application,  March  21,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Joseph  P.  Day,  Inc., 
owner,  to  permit  in  a  residence  use, 
“C”  area  district,  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  and,  also,  the 
omission  of  the  required  rear  yard; 
premises  40-48  Brighton  11th  street 
(Hoff  street),  west  side,  314  ft.  11  in. 
south  of  Neptune  avenue  (Block  No. 
7516,  Lot  No.  2386),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  2,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

74- 36- A— 800  Lefferts  avenue,  south  side,  34  ft  61/ i  in. 

west  of  Schenectady  avenue  and  849  East  New 
York  avenue,  north  side,  25  ft.  4 in.  west  of 
Schenectady  avenue  (Block  No.  1429,  Lot  Nos. 
32,  36  and  43),  Borough  of  Brooklyn. 

75- 36-A— North  side  of  Ninth  street,  368  ft.  east  of  Fifth 

avenue  (Block  No.  1005,  Lot  No.  59  and  part 
of  Lot  No.  57),  Borough  of  Brooklyn. 

76- 36- A— 2363-2373  Bedford  avenue,  east  side,  158  ft.  3)4 

in.  south  of  Tilden  avenue  (Block  No.  5135, 
part  of  Lot  No.  53),  Borough  of  Brooklyn. 

77- 36- A— 1094-1104  Nostrand  avenue,  northwest  corner  of 

Maple  street  (Block  No.  5030,  Lot  No.  45), 
Borough  of  Brooklyn. 

78- 36- A — 705-711  Franklin  avenue,  northeast  corner  of 

Park  place  (Block  No.  1231,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

13 1-36- A— 878-888  Coney  Island  avenue,  west  side,  200  ft. 

6^4  in.  south  of  Ditmas  avenue  (Block  No. 
5403,  Lot  Nos.  21  and  24),  Borough  of  Brook¬ 
lyn. 

283-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

304-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

1 05-36- A — 557-559  Broadway,  west  side,  101  ft.  south  of 
Prince  street  and  128-130  Mercer  street  (Block 
No.  498,  Lot  No.  9),  Borough  of  Manhattan. 

130-36- A— 94  Bowery,  west  side,  50  ft.  8  in.  north  of 
Hester  street  (Block  No.  239,  Lot  No.  36), 
Borough  of  Manhattan. 


133-36-A— 2038  Bedford  avenue,  southwest  corner  of  Clark¬ 
son  avenue  (Block  No.  5064,  Lot  No.  57),  Bor¬ 
ough  of  Brooklyn. 

Appliance  Submitted  for  Approval 

139-36-SA — Airtemp  Oil  Burner,  Models  A-6,  B-6  and  C-6. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
2,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  528-31-BZ— Application  of  George  W.  Horr,  ap¬ 
plicant  and  owner,  reopened  May  12, 
1936,  for  consideration  as  to  extension 
of  permit— re  Application,  previously 
granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  district  the  maintenance  of  a 
gasoline  service  station  for  a  tempo¬ 
rary  period  of  two  (2)  years;  prem¬ 
ises  70-52  Kissena  boulevard,  north¬ 
west  corner  of  70th  road  (Block  No. 
2235,  Lot  No.  1),  Flushing,  Borough 
of  Queens. 

cal.  no.  77-32-BZ— Application  of  Joseph  Lagana  and  Paul 
Lagana.  applicants  and  owners,  re¬ 
opened  May  12,  1936,  for  consideration 
as  to  extension  of  permit — re  Applica¬ 
tion,  previously  granted  under  section 
7f  of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  district  the 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period  of  two^ 
(2)  years;  premises  northeast  corner 
of  Nassau  boulevard  and  Utopia  park¬ 
way  (Block  No.  2785,  Lot  No.  5), 
Flushing,  Borough  of  Queens. 

cal.  no.  349-35-BZ — Application,  December  12,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Bulkley  and  Horton  Company, 
applicant,  on  behalf  of  T.  A.  Clarke 
Company  and  Gulf  Refining  Company, 
owners,  to  permit  in  a  business  district 
the  extension  of  an  existing  gasoline 
service  station;  premises  1119-1143  At¬ 
lantic  avenue  and  1296-1312  Bedford 
avenue,  northwest  corner  (Block  No. 
2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

cal.  no.  69-36-BZ — Application,  March  20,  1936,  under  sec¬ 
tion  7a  of  the  building  zone  resolution, 
of  William  P.  Hennessy,  assistant 
engineer,  Department  of  Public  Build¬ 
ings  and  Offices,  applicant,  on  behalf 
of  City  of  New  York,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  building  to  be 
used  as  carpenter  shop,  welding  shop, 
asphalt  roller  storage  and  storage 
shed;  premises  5511-5629  19th  avenue, 
northeast  corner  of  57th  street  (Block 
No.  5495,  Lot  No.  1),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman.. 
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1552-21-BZ. 


Building  Zone  Cases 


APPLICANT  Alexander  H.  Rockmore,  for  Beatrice  R. 
Freeman,  owner. 

PREMISES  718-720  Coney  Island  avenue,  west  side,  300 
ft ■  9y8  in.  north  of  Cortelyou  road  (Block  No. 

.  Lot  No.  28),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  January  14,  1936), 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop  (previously  granted  by 
the  board  for  minor  repairs). 


37-36-BZ. 

APPLICANT— Nordlinger,  Riegelman  and  Cooper,  for 
Joseph  P.  Day,  Inc.,  owner. 

PREMISES— 2-12  Neptune  avenue,  southwest  corner  of 
Shore  boulevard  (Block  No.  7516,  Lot  No  35) 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station  and,  also,  the  parking 
of  more  than  five  (5)  motor  vehicles. 


80-36-BZ. 

APPLICANT— Scacchetti  &  Siegel,  for  Ammek  Realty 
Corporation,  owner. 

PREMISES — 1398  Grand  Concourse  and  204  East  170th 
street,  southeast  corner  (Block  No.  2831,  Lot  No. 
48).  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  of  part  of  the  first  story  of 
an  existing  multiple  dwelling  from  residence  to 
business  use  (stores). 


72-36-BZ. 

APPLICANT — Rosdniw  Company,  Inc.,  for  Estate  of 
1  homas  Snell,  owner,  The  Manufacturers  Trust 
Co.,  trustee. 

PREMISES — 322-332  Lexington  avenue  and  130  East  39th 
street,  southwest  corner  (Block  No.  894,  Lot  No. 
71),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7b  and  7c  of  the  building 
zone  resolution, 

TO  PERMIT  the  extension,  from  a  retail  use  district  into 
a  residence  use  district,  of  a  business  use  (store) 
on  part  of  the  first  story  of  a  residence  building. 


JUNE  9,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
ot  the  building  zone  resolution,  Tuesday  morning,  June  9, 

i  r  ^  .  °  NocL  Room  1013,  Municipal  Building,  on 

the  following  matters : 

CAL.  NO.  351-26-BZ— Application  of  Saul  Goldsmith,  appli¬ 
cant,  on  behalf  of  Edgemont  Realty 
Corporation,  owner,  reopened  March 
31,  1936,  under  sections  7b  and  21  of 
the  building  zone  resolution,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  extension  in 
height  of  an  existing  building  used  for 


business  purposes  (stores)  previously 
granted  by  the  board;  premises  178- 
186  Parkside  avenue  and  333-345 
Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of 
Brooklyn. 

cal.  no.  8-36-BZ — Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station ;  premises  137-02 
to  137-06  Jamaica  avenue,  southeast 
corner  of  Van  Wyck  avenue  (Block 
No.  1018,  Lot  No.  1),  Jamaica,  Bor¬ 
ough  of  Queens. 

cal.  no.  51-36-BZ — Application,  March  5,  1936,  under  sec¬ 
tions  7e  and  21  of  the  building  zone 
resolution,  of  Alfred  H.  Eccles,  appli¬ 
cant,  on  behalf  of  Isabelle  B.  Booth, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  and  also  a  gasoline  service 
station ;  premises^  153-02  Hillside  ave¬ 
nue  and  87-61  153rd  street,  southeast 
corner  (Block  No.  838,  Lot  No.  13), 
Jamaica,  Borough  of  Queens. 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


cal.  no.  64-36-BZ — Application,  March  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuel  Gardstein,  applicant,  on  be¬ 
half  of  Minnie  Levine,  owner,  to 
permit  in  a  residence  use  “E”  area 
district,  the  erection  and  maintenance 
of  a  multiple  dwelling  not  conforming 
with  the  requirements  of  an  “E”  area 
district ;  premises  77-34  Austin  street, 
west  side,  305.55  ft.  north  of  Union 
turnpike  (Block  No.  3334,  Lot  No. 
292),  Forest  Hills,  Borough  of  Queens. 

cal.  no.  61-36-BZ — Application,  March  18,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Cromshow,  applicant,  on 
behalf  of  Abraham  B.  Cox,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  1235-1239  Second  avenue  and 
248-252  East  65th  street,  southwest 
corner  (Block  No.  1419,  Lot  Nos.  26 
and  28),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,'  Chairman. 
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305-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
9,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 

cal.  no.  1149-24-BZ — Application  of  Herman  W.  J.  Brun- 
ing,  applicant  and  owner,  reopened 
May  19,  1936,  for  consideration  as  to 
extension  of  permit — re  Application, 
previously  granted  under  section  21  of 
the  building  zone  resolution,  permit¬ 
ting  in  a  residence  district  the  mainte¬ 
nance  of  an  existing  garage  for  six 
(6)  motor  vehicles  for  a  temporary 
period ;  premises  63-63J/2  Schaeffer 
street,  west  side,  125  ft.  north  of  Bush- 
wick  avenue  (Block  No.  3421,  Lot  Nos. 
57  and  58),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  15,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

70-36-BZ. 

APPLICANT — Edward  V.  Morand,  for  Carolernesto 
Realty,  Inc.,  and  Frank  Mazzetti,  owners. 

PREMISES — 2692-2708  Jerome  avenue,  east  side,  316.76 
ft.  north  of  East  Kingsbridge  road  (Block  No. 
3317,  Lot  Nos.  18,  19,  20,  21  and  22),  Borough  of 
The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  an  open  air  station  for 
the  parking  or  storage  of  more  than  five  (5)  motor 
vehicles. 

44-36-BZ. 

APPLICANT — Leon  Himmelfarbe,  for  First  Congrega¬ 
tional  Church,  owner. 

PREMISES — 1-7  Gramercy  Park  South  (East  20th  street) 
and  245  Fourth  avenue,  southeast  corner  (Block 
No.  875,  Lot  Nos.  78  and  79),  Borough  of  Man¬ 
hattan. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  a  business  use  and  partly  in  a  resi¬ 
dence  use  district,  the  use  of  a  vacant  lot  for  the 
parking  or  storage  of  more  than  five  (5)  motor 
vehicles. 

42-36-BZ. 

APPLICANT — David  Kaufman,  for  Hartsing  Realty 
Corp.,  owner. 

PREMISES — 74-25  Almeda  avenue,  south  side,  180  ft.  west 
of  Barbadoes  drive  (Block  No.  519,  Lot  No.  1), 
Arverne,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  petroleum  storage  plant. 


106-36-BZ. 

APPLICANT — Milton  B.  Weissman,  for  Washton  Realty 
Corp.,  John  J.  Leavy  and  Margaret  B.  Leavy,  own¬ 
ers. 

PREMISES — 4-8  Mangin  street,  east  side,  75  ft.  north  of 
Grand  street  (Block  No.  321,  Lot  Nos.  29,  30  and 
31),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 


JUNE  16,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  16, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 

the  following  matters  : 

cal.  no.  293-17-BZ — Application  of  Vendome  Service  Cor¬ 
poration,  applicant  and  lessee,  on  be¬ 
half  of  Estate  of  Julia  Cameron, 
owner,  City  Bank  Farmers  Trust  Co., 
trustee,  reopened  January  28,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district,  the  change  of  occupancy  of  an 
existing  building  from  a  business 
building  (previously  granted  by  the 
board)  to  a  motor  vehicle  repair  shop 
and  garage  for  more  than  five  (5) 
motor  vehicles;  premises  403-413  West 
124th  street,  north  side,  100  ft.  west  of 
Morningside  avenue  and  2-4  LaSalle 
place  (Block  No.  1965,  Lot  No.  22), 
Borough  of  Manhattan. 

cal.  no.  140-36-BZ — Application,  May  15,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Milbank,  Tweed,  Hope 
and  Webb,  applicants,  on  behalf  of 
Improved  New  York  Properties  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district,  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  250-252  West  93rd 
street  and  2491-2495  Broadway,  south¬ 
west  corner  (Block  No.  1240,  Lot  Nos. 
52,  53  and  56),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  23,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  23, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter: 

cal.  no.  39-34-BZ — Application  of  Hlavac  and  Dlouhy, 
applicants,  on  behalf  of  Little  Neck 
Investors,  Inc.,  owner,  reopened  May 
19,  1936,  for  consideration  as  to  exten¬ 
sion  of  permit  and  amendment  of  reso¬ 
lution  of  June  26,  1934 — re  Applica¬ 
tion,  previously  granted  under  section 
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CALENDAR 

21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  residence  district  the 
change  of  occupancy  of  an  existing 
building  to  business  use  (restaurant) 
for  a  temporary  period  of  two  (2) 

years;  premises  northwest  corner  of 
Pembroke  avenue  and  Westmoreland 
street  (Block  No.  4118,  Lot  No.  221), 
Little  Neck,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  MAY  26,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
1  uesday  morning,  May  19,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon 
l9’  1936<  were  approved  as  printed  in  Bulletin  No.  21 

\  /  r\  I  V  V  T 


351-26-BZ. 


BUILDING  ZONE  CASES 


APPLICANT  Saul  Goldsmith,  for  Edgemont  Realty 
Corporation,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7b  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business  district  the 
extension  in  height  of  an  existing  building  used 
for  business  purposes  (stores)  previously  granted 
by  the  board  (reopened  March  31,  1936). 

PREMISES  AFFECTED — 178-186  Parkside  avenue  and 
333-345  Ocean  avenue,  southeast  corner  (Block  No. 
5054,  Lot  No.  6),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Saul  Goldsmith. 

For  Opposition  :  Max  Orda  and  Jerome  Sherman. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1936,  at  10 
a.m.,  upon  request  of  applicant. 


68-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Joseph  P.  Day, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use,  “C”  area 
district  the  erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles  and,  also, 
the  omission  of  the  required  rear  yard. 

PREMISES  AFFECTED — 40-48  Brighton  11th  street 
(Hoff  street),  west  side,  314  ft.  11  in.  south  of 
Neptune  avenue  (Block  No.  7516,  Lot  No.  2386), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition  :  Joseph  P.  Byrne. 

ACTION  OF  BOARD — Laid  over  to  June  2,  1936,  at  10 
a.m.  Applicant  to  file  corrected  decision  from 
commissioner  of  buildings. 


69-36-BZ. 

APPLICANT — William  P.  Hennessy,  Assistant  Engineer, 
for  Department  of  Public  Buildings  and  Offices, 
for  City  of  New  York,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7a  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 


erection  and  maintenance  of  a  building  to  be  used 
as  carpenter  shop,  welding  shop,  asphalt  roller 
storage  and  storage  shed. 

PREMISES  AFFECTED— 5511  to  5629  19th  avenue, 
northeast  corner  of  57th  street  (Block  No.  5495, 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  P.  Hennessy  and  Joseph 
Hudson. 

For  Opposition  :  John  McAuliffe,  Joseph  W.  Mc¬ 
Grath  and  Nicholas  Trioli. 

ACTION  OF  BOARD — Laid  over  to  June  2,  1936,  at  2 
p.m-.,  for  report  of  committee.  No  further  argu¬ 
ment. 


140-36-BZ. 

APPLICANT — Milbank,  Tweed,  Hope  &  Webb,  for  Im¬ 
proved  New  York  Properties  Corporation,  owner. 

SUBJECT — Application  for  preferential  hearing — Applica¬ 
tion  (re  decision  of  the  commissioner  of  buildings) 
under  section  7b  and  7c  of  the  building  zone  reso¬ 
lution,  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erection  and 
maintenance  of  a  business  building  (stores). 

PREMISES  AFFECTED — 250-252  West  93rd  street  and 
2491-2495  Broadway,  southwest  corner  (Block  No. 
1240,  Lot  Nos.  52,  53  and  56),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  Matthew  J.  Glennon. 

ACTION  OF  BOARD — Preferential  hearing  granted — 
calendar  call  waived  and  set  for  hearing  June  16, 
1936,  at  10  a.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  not  later 
than  June  4,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  Q 


1250-27-BZ. 

APPLICANT — Louis  A.  Reiter,  for  Sam  Tanowsky, 
lessee. 

SUBJECT — Application  reopened  May  5,  1936,  for  con¬ 
sideration  (re  decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  of  an  additional  building  in  a  gasoline 
service  station  for  the  housing  of  grease  pits 
(application  originally  denied  by  the  board  and 
granted  by  the  Court). 

PREMISES  AFFECTED — 3465-3479  Fort  Hamilton  park¬ 
way,  south  side,  225  ft.  west  of  Chester  avenue 
(Block  No.  5302,  Lot  No.  32),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Louis  A.  Reiter. 

For  Opposition :  None. 
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ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(1250-27-BZ) 

Whereas,  Louis  A.  Reiter,  for  Sam  Tanowsky,  lessee, 
requested  a  reopening  of  this  application  to  permit  in  a 
business  use  district  the  erection  and  maintenance  of  a 
gasoline  service  station  denied  by  the  board,  May  1,  1928, 
and  was  permitted  to  be  erected  by  the  action  of  the  board 
being  reversed  by  the  Supreme  Court,  Appellate  Division, 
affecting  premises  3465-3479  Fort  Hamilton  parkway,  south 
side,  225  ft.  west  of  Chester  avenue  (Block  No.  5302,  Lot 
No.  32),  Borough  of  Brooklyn;  and 

Whereas,  the  request  for  reopening  was  to  permit  the 
erection  of  an  additional  building  in  a  gasoline  service 
station  for  the  housing  of  grease  pits ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  May  5,  1936 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  May  26,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  the  portion  of  Fort 
Hamilton  parkway  in  question  is  a  business  use  district 
and  that  Minna  street  is  a  residence  use  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  16,  1936,  reads: 

“Replying  to  your  letter  of  April  8,  this  is  to  advise 
you  that  inasmuch  as  the  conditions  are  changed,  it  is 
our  opinion  that  the  matter  be  referred  to  the  Board 
of  Appeals  for  the  proposed  changes” 

and 

Whereas,  the  proposed  building  is  to  be  of  nonfireproof 
construction,  one  story  in  height,  with  a  frontage  of  ap¬ 
proximately  41  ft.  6  in.,  and  a  depth  of  20  ft.  to  be  occu¬ 
pied  as  grease  pit  enclosures ;  and 

Whereas,  it  appears  that  the  premises  consist  of  a  plot 
of  ground  with  a  frontage  of  150  ft.  on  Fort  Hamilton 
parkway  and  a  depth  of  102  ft.  1)4  in.  extending  a  small 
distance  into  the  residence  district,  the  main  portion  of  the 
plot  being  in  the  business  use  district  on  which  plot  there 
exists  an  auto  laundry  and  office  and  the  tanks  and  pumps 
of  a  gasoline  service  station;  and 

Whereas,  an  application  for  a  zoning  variance  to  permit 
premises  under  appeal  to  be  used  as  a  gasoline  service  sta¬ 
tion  was  denied  by  the  board  on  May  1,  1928;  and 

Whereas,  thereafter  the  decision  of  the  board  was  sub¬ 
ject  to  the  court  review  and  the  action  of  the  board  was 
reversed  by  the  Supreme  Court  in  the  Appellate  Division ; 
and 

Whereas,  thereafter  the  gasoline  service  station  was  in¬ 
stalled  as  indicated  on  plans  and  photographs  filed  with 
this  appeal ;  and 

Whereas,  on  March  18,  1930,  the  board  amended  its 
resolution  of  May  1,  1928,  to  include  the  decision  of  the 
superintendent  of  buildings  and  reaffirmed  its  resolution  of 
May  1,  1928,  subject  to  court  decision  of  February  5, 
1929;  and 

Whereas,  a  portion  of  the  premises  to  the  rear  is  within 
the  residential  area,  which  was  not  before  the  board  or 
court  in  1930;  and 

Whereas,  this  application  has  been  reopened  to  consider 
the  construction  of  an  additional  accessory  building  to 
house  grease  pits  and  to  permit  minor  extension  into  the 
residence  district;  and 

Whereas,  the  board  deems  that  in  view  of  the  action  by 
the  Court,  the  extension  into  the  residential  area  and  the 
additional  accessory  building  should  be  permitted  since  the 


proposed  condition  will  be  better  than  grease  pits  in  the 

open. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  in  view  of  the 
action  by  the  Court  in  1930  permitting  this  plot  to  be  occu¬ 
pied  as  a  gasoline  service  station,  to  permit  an  additional 
accessory  building  to  be  constructed  as  indicated  on  plans 
filed  with  this  appeal  with  an  open  front  for  housing  five 
greasing  pits,  on  condition  that  the  entire  plot  where  not 
occupied  by  accessory  buildings  shall  be  cement  paved ; 
that  there  shall  be  a  substantial  fence  maintained  on  the 
rear  and  side  lot  lines ;  that  all  gasoline  pumps  shall  be 
not  nearer  than  10  ft.  to  the  building  lines ;  that  advertis¬ 
ing  shall  be  restricted  to  permanent  signs  attached  to  the 
accessory  buildings  and  to  the  illuminated  globes  of  the 
pumps  and  to  three  post  standards  erected  within  the 
building  line  to  support  signs,  which  may  be  illuminated, 
advertising  only  the  brand  of  gasoline  for  sale,  providing 
such  signs  do  not  extend  beyond  the  building  line  for  a 
distance  of  more  than  five  ft. ;  that  no  automobile  repair¬ 
ing  shall  be  permitted  on  the  premises  and  no  parking  of 
cars  other  than  those  being  serviced;  that  no  portable 
gasoline  pumps  shall  be  used  on  or  from  the  premises ; 
that  all  permits  shall  be  obtained  within  six  months  and 
all  work  completed  within  one  year  from  the  date  of  this 
action. 


359-35-BZ. 

APPLICANT — Thomas  Nelson,  substituted  for  Louis 
Danancher,  for  John  L.  Quenzer,  owner. 
SL1BJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  “F”  area 
district  the  erection  of  a  porch  within  the  fifteen 
(15)  foot  set  back  required  by  the  building  zone 
resolution. 

PREMISES  AFFECTED— 172-01  Grand  Central  parkway 
and  82-11  172nd  street,  northeast  corner  (Block 
No.  7050,  Lot  No.  1),  lamaica,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Thomas  Nelson. 

For  Opposition  :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(359-35-BZ) 

Whereas,  Thomas  Nelson,  substituted  for  Louis  Danan¬ 
cher,  for  John  L.  Quenzer,  owner,  filed  December  20,  1935, 
an  application  under  the  building  zone  resolution  to  permit 
in  a  residence  use  “F”  area  district  the  erection  of  a  porch 
within  the  fifteen  (15)  ft.  set  back  required  by  the  build¬ 
ing  zone  resolution ;  premises  :  172-01  Grand  Central  park¬ 
way  and  82-11  172nd  street,  northeast  corner  (Block  No. 
7050,  Lot  No.  1),  Jamaica,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  May  26,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Grand  Central  parkway  is  in  a 
residential  use  and  “F”  area  district;  82nd  avenue  is  in  a 
residence  use  and  “F”  area  district;  and  172nd  street  is  in 
a  residence  use  and  “F”  and  “E”  area ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  2,  1935,  re  App.  No.  4077-1935,  reads : 

“1.  The  erection  of  any  portion  of  a  building  nearer 
than  15  ft.  to  the  building  line  is  contrary  to  Art.  4. 
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Sec.  16,  sub.  (a)  of  the  zoning  law.” 

and 

Whereas,  the  building  is  of  frame  construction,  two 
stones  in  height,  with  a  frontage  of  20  ft.  and  a  depth  of 
64  ft.,  occupied  as  a  dwelling;  it  is  proposed  to  erect  upon 
the  Grand  Central  parkway  front  of  the  existing  dwelling 
a  5  ft.  by  8  ft.  vestibule  which  will  be  set  back  10  ft.  in¬ 
stead  of  15  ft.  from  the  building  line;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal,  Section  21  of  the  building 
zone  resolution  and  is  entitled  to  relief  thereunder. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 


hereby  make  a  variation  in  the  application  of  the  area  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
21,  permitting  the  construction  of  the  proposed  vestibule 
extending  into  the  required  front  yard  as  shown  on  plans 
filed  with  this  appeal,  on  condition  that  the  vestibule  shall 
not  extend  for  a  distance  greater  than  shown  on  plans 
and  shall  not  exceed  the  height  shown. 


Adjourned,  11  :05  a.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MAY  26,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

114-36-BZ. 

APPLICANT — William  V.  Burke,  for  Estate  of  Adeline 
Gesner,  owner;  D’Arcy  Parrott  and  William  V. 
Burke,  trustees. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
alteration  and  change  of  occupancy  of,  an  existing 
building  to  a  garage  for  more  than  five  (5)  motor 
vehicles,  motor  vehicle  repair  shop,  automobile 
showroom  and  also  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED — 330  Bay  street,  southwest  cor¬ 
ner  of  St.  Julian  place  (Block  No.  503,  Lot  No. 
32),  Stapleton,  Borough  of  Richmond. 
APPEARANCES— 

For  Applicant:  Charles  B.  Dullea  and  William 
V.  Burke. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(114-36-BZ) 

Whereas,  William  V.  Burke,  for  Estate  of  Adeline 
Gesner,  owner,  and  D’Arcy  Parrott  and  William  V.  Burke, 
trustees,  filed  April  30,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district  the 
alteration  and  change  of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  (5)  motor  vehicles,  motor 
vehicle  repair  shop,  automobile  showroom  and  also  the 
erection  and  maintenance  of  a  gasoline  service  station 
premises,  330  Bay  street,  southwest  corner  of  St.  Julian 
place  (Block  No.  503,  Lot  No.  32),  Stapleton,  Borough  of 
Richmond ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  May  26,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Bay  street,  St.  Julian 
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place  and  Van  Duzer  street  are  all  in  a  business  district; 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  20,  1936,  re  Alt.  No.  228/1936,  reads: 

“Your  application,  Alteration  No.  288/1936,  to  alter 
the  above  premises  from  a  public  market  (C.  of  O. 
No.  45  of  1933)  to  a  public  garage  for  more  than  five 
(5)  cars,  motor  vehicle  repair  shop,  automobile  show¬ 
room  and  gasoline  service  station,  is  hereby  denied ; 
it  being  contrary  to  establish  a  public  garage,  etc.,  in  a 
business  use  district.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
one  story  in  height,  with  a  frontage  of  202  ft.  7  in.  on  Bay 
street,  and  81  ft.  8  in.  on  St.  Julian  place — irregular  in 
area;  now  vacant;  it  is  proposed  to  occupy  the  existing 
building  as  a  garage  for  more  than  five  motor  vehicles, 
motor  vehicle  repair  shop,  automobile  showroom;  proposes 
also,  to  occupy  the  area  between  the  easterly  wall  of  the 
building  and  the  Bay  street  building  line  (137  ft.  8  in.  by 
14  ft.,  irreg.  in  depth),  as  a  gasoline  service  station;  and 

Whereas,  records  in  the  department  of  buildings  and 
also  affidavits  submitted  to  this  board,  show  clearly  that 
this  building  has  been  used  continuously  as  a  garage  for 
many  years  except  during  the  last  three  years  in  which  the 
building  was  temporarily  used  for  another  occupancy  and 
has  also  remained  unoccupied ;  and 

Whereas,  the  premises  in  question  were  inspected  by  a 
committee  of  the  board  on  May  14,  1936,  so  as  to  be  in¬ 
formed  prior  to  this  hearing;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal — section  21  of  the  building 
zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  to  permit  the 
building  under  appeal  to  be  used  as  a  garage  for  more 
than  five  cars,  on  condition  that  the  principle  occupancy 
of  the  building  shall  be  as  a  showroom  and  salesroom  for 
automobiles,  and  permitting  portion  of  the  building  toward 
the  rear  to  be  used  as  a  motor  vehicle  repair  shop,  pro¬ 
vided  that  the  repair  work  shall  be  limited  to  the  automo¬ 
biles  handled  by  the  agency  and  its  customers ;  that  not 
over  two  gasoline  pumps  may  be  installed  within  the  paved 
area  indicated  on  plans  along  Bay  street;  provided  these 
pumps  shall  be  located  within  the  southerly  50  ft.  and  not 
nearer  than  ten  ft.  from  the  street  building  line  and  not 
nearer  than  three  ft.  to  the  front  wall  of  the  building; 
that  in  all  other  respects  the  building  shall  comply  with 
all  laws,  rules  and  regulations  applicable  thereto;  that  all 
permits  shall  be  obtained  within  six  months  and  all  work 
completed  within  one  year  from  the  date  of  this  action. 
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127-36-BZ. 

APPLICANT— Alex  D.  Murphy,  for  Man-Beach  Building 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  and  “F” 
area  district  the  maintenance  of  a  one-family 
dwelling  located  less  than  IS  ft.  from  building  line. 
PREMISES  AFFECTED— 2-4  Amherst  street,  southwest 
corner  of  Shore  boulevard  (Block  No.  7513-G,  Lot 
No.  507),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Alex  D.  Murphy,  Hyman  C.  Solo¬ 
mon  and  D.  George  Levine. 

For  Opposition :  S.  J.  O’Brien,  David  Aronson 
and  Anthony  E.  Phille. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(127-36-BZ) 

Where 4.S,  Alex  D.  Murphy,  for  Man-Beach  Building 
Corporation,  owner,  filed  May  7,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  residence  use 
and  “F”  area  district  the  maintenance  of  a  one-family 
dwelling  located  less  than  15  ft.  from  the  building  line; 
premises:  2-4  Amherst  street,  southwest  corner  Shore 
boulevard  (Block  No.  7513-G,  Lot  No.  507),  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  May  26,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Amherst  street  is  in  residence 
use  and  “F”  area  district;  Shore  road  is  in  residence  use 
and  “F”  and  “C”  areas;  West  End  avenue  is  in  business 
use  and  “C”  area;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  5,  1936,  the  Plan  No.  5983-36,  reads: 

“Since  the  above  location  is  an  “F”  district,  no  por¬ 
tion  of  the  building  shall  be  erected  nearer  than  15 
ft.  to  the  legal  building  line,  as  per  Art.  IV,  Sec.  16-a 
of  the  zone  resolution.  Application  to  set  the  build¬ 
ing  back  5  ft.  from  the  building  line  is  therefore 
denied.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
two  stories  in  height,  with  a  frontage  of  21  ft.  and  depth 
of  43  ft. ;  to  be  occupied  as  a  one-family  dwelling ;  and 
Whereas,  it  is  proposed  to  maintain  at  their  present  lo¬ 
cation  the  two-story  brick  dwelling  and  also  private  ga¬ 
rage  now  on  the  premises;  the  dwelling  and  garage  are 
located  nearer  than  15  ft.  from  the  building  line  of  Shore 
■boulevard;  the  dwelling  is  located  about  5  ft.  back  from 
the  building  line  and  the  garage  about  8  ft. ;  and 

Whereas,  it  appears  that  in  November,  1935,  Man-Beach 
Holding  Corp.  purchased  a  plot  of  land  on  the  southwest 
corner  of  Amherst  Street  &  Shore  Boulevard,  Manhattan 
Beach,  being  104  ft.  on  Amherst  street  and  100  ft.  on 
Shore ’boulevard;  that  plans  were  drawn  and  filed  for  the 
erection  of  three  one-family  homes  upon  the  following 
plots :  the  corner  building  upon  a  plot  of  40  ft.  on  Am¬ 
herst  street  and  100  ft.  on  Shore  boulevard  and  two  inside 
buildings  on  plots  of  32  ft.  by  100  ft.  each ;  that  all  the 
plans  show  a  setback  of  15  ft.  in  accordance  with  the  zone 
requirement;  that  the  plans  were  thereafter  approved  by 
the  building  department  of  the  Borough  of  Brooklyn ;  that 
a  survey  was  made  of  the  plot  and  marks  were  made  on 
the  sidewalk  abutting  the  property  on  Shore  boulevard 

658 


and  on  Amherst  street,  and  the  plots  and  the  land  were 
staked  out  for  the  three  buildings  in  accordance  with  the 
plans  filed  in  the  building  department;  that  the  stakes  for 
the  corner  house  were  set  back  20  ft.  from  the  mark  made 
by  the  City  Surveyor  on  the  sidewalk  abutting  the  lot  on 
Shore  boulevard;  that  thereafter  the  foundations  were 
made  and  another  survey  was  made,  and  it  was  found  that 
the  foundations  were  20  ft.  from  the  mark  made  by  the 
surveyor  on  the  sidewalk  abutting  on  Shore  boulevard ; 
that  after  the  buildings  had  been  completed,  the  commis¬ 
sioner  of  buildings  in  the  Borough  of  Brooklyn  informed 
the  owners  that  the  corner  building  of  the  premises  in 
question  was  set  back  5  ft.  on  Shore  boulevard  instead  of 
15  ft.  as  required  by  the  “F”  zone.  A  new  survey  was 
made  and  it  was  found  that  the  original  mark  on  the  side¬ 
walk  and  the  stakes  had  been  set  10  ft.  too  far  north  and 
hence  violated  the  zone  restriction.  This  was  an  error  in 
calculation ;  furthermore,  the  premises  abutting  to  the  west 
is  in  a  “C”  area  zone ;  and 

Whereas,  in  order  to  be  informed  prior  to  this  hearing, 
a  committee  of  the  board  inspected  the  premises  in  ques¬ 
tion  on  May  14,  1936;  and  ,  , 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal,  Section  21  of  the  building 
zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  area  dis- 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  modifying  the 
requirements  of  the  area  district,  on  condition  that 
the  northerly  side  yard  shall  in  no  part  be  less  than  the 
dimensions  shown  on  plans  filed  with  this  appeal  and  that 
the  southerly  yard  shall  be  at  no  point  less  than  15  ft.  and 
shall  at  all  times  be  left  open  and  unbuilt  upon  and  used 
in  conjunction  with  the  adjoining  one  family  dwelling  on 
Lot  507 ;  that  this  variation  shall  continue  only  so  long  as 
this  plot  is  occupied  by  the  existing  one-family  buildings; 
that  the  granting  of  this  variance  shall  not  be  deemed  as  a 
precedent  for  a  similar  variation  along  Shore  boulevard ; 
that  these  conditions  under  which  this  variation  is  granted 
shall  be  made  a  part  of  any  deed  conveying  this  property. 


1392-17-BZ. 

APPLICANT— Thomas  L.  Clark,  for  Jess  Lewis,  Inc., 
lessee. 

SUBJECT— Application  reopened  May  12,  1936,  re  (Order 
of  the  commissioner  of  buildings)  under  section 
21  of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  alteration  of  a  garage  for 
more  than  five  (5)  motor  vehicles  (previously 
granted  by  the  board)  by  providing  door  opening 
in  the  rear  wall  and  the  maintenance  of  a  motor 
vehicle  repair  shop. 

PREMISES  AFFECTED— 2201-2211  Tilden  avenue,  north 
side,  143  ft.  west  of  Bedford  avenue  (Block  No. 
5126,  Lot  No.  62),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Thomas  L.  Clark  and  Jess  Lewis,  j 
For  Opposition:  None. 

ACTION  OF  BOARD— Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4  i 

Negative  .  ® 

Absent  .  0  ] 

THE  RESOLUTION— 

(1392-17-BZ) 

Whereas,  this  application  to  permit  in  a  business  use  ; 
district  the  erection  of  a  one-story  garage  for  more  than 
five  motor  vehicles  was  granted  by  the  Board  October  30,  j 
1917,  affecting  premises  2201-2211  Tilden  avenue,  north  ] 
side,  143  ft.  west  of  Bedford  avenue  (Block  No.  5126,  j 
Lot  No.  62),  Borough  of  Brooklyn;  and 


MINUTES 


,^HEREAS>  the  resolution  of  the  Board  of  October  30, 
1917,  read  as  follows : 

.  Resolved,  that,  the  appeal  to  permit  the  extension 
into  a  business  district  of  a  one-story  garage  be  and 
it .  hereby  is  granted,  on  condition  that  the  rear  wall 
will  not  -contain  any  openings,  other  than  ordinary 
window  openings  or  door  openings  not  more  than  3 
ft.  6  in.  wide,  and  that  the  easterly  wall  will  be  a 
solid  unpierced  wall  for  its  entire  length  and  height, 
and  on  the  further  condition  that  the  necessary  per- 
mits  for  the  garage  be  secured  within  nine  months 
and  the  building  shall  be  completed  within  eighteen 
^  months  of  the  date  of  the  granting  of  this  appeal.” 

Whereas,  Thomas  L.  Clark,  for  Jess  Lewis,  Inc.,  lessee, 
requested  a  reopening  of  the  case  to  permit  a  door  open¬ 
ing  9  ft.  by  10  ft.  in  the  rear  wall  and  the  additional  oc¬ 
cupancy  of  the  building  in  conjunction  with  the  rear  yard 
as  a  motor  vehicle  repair  shop;  and 
Whereas,  under  date  of  May  13,  1935,  the  commissioner 
of  buildings  issued  violation  No.  2541-35,  reading: 

“You  will  please  take  notice  that  there  exists  a 
violation  of  the  Building  Code.  You  are  using  part 
of  garage  on  rear  of  below  premises  for  a  repair 
shop.  Also  there  is  a  sign  on  front  of  building  which 
reads  ‘Repair  Shop’.  Certificate  3981/18,  obtained  on 
these  premises  for  a  public  garage  only  under  per¬ 
mit  4030/17,  which  does  not  show  an  opening  in  rear 
walk  Violation  Art.  1,  Sec.  4,  of  the  Building  Code. 

You  are  required  to  discontinue  using  these  prem¬ 
ises  for  a  repair  shop,  and  remove  all  signs  and  brick 
up  opening  on  rear.” 

and 

Whereas,  this  application  was  reopened  by  vote  of  the 
Board  May  12,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  May  26,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  a  committee  of  the  Board  inspected  the  prem¬ 
ises  in  question  so  as  to  be  informed  prior  to  this  hearing. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  its  resolution  of  October  30,  1917,  by 
adding  thereto  the  following: 

That  in  the  event  it  is  desired  to  eliminate  the 
rear  yard  and  to  use  the  space  as  a  portion  of  the 
garage,  such  use  may  be  permitted,  on  condition  that 
the  grade  shall  be  lowered  to  approximately  the  grade 
of  the  present  garage  floor  and  the  rear  yard  area 
properly  drained;  that  there  shall  be  walls  constructed 
on  the  lot  lines,  except  where  continuous  walls  of 
adjoining  buildings  exist;  that  these  walls  shall  be 
approximately  of  the  height  of  the  existing  building; 
that  all  openings  in  the  rear  wall  of  the  building  to 
the  rear  shall  be  closed  or  a  brick  wall  constructed 
against  same ;  that  this  area  may  be  roofed  over  at 
height  of  the  main  building,  provided  that  the  roof 
shall  be  weather  surfaced  with  non-inflammable  ma¬ 
terial  and  the  ceiling  beneath  fire-retarded  in  ac- 
cordance  with  the  fire-retarding  rules  of  the  Board 
of  Standards  and  Appeals  and  the  entire  area  sprink- 
lered;  that  a  door  may  be  constructed  in  the  present 
rear  wall  of  the  garage  building  for  access  to  this 
rear  space,  as  indicated  on  plans  filed  with  this  appli¬ 
cation  marked  ‘Received  May  22,  1936’;  that  in  the 
event  it  is  desired  to  carry  on  motor  vehicle  repair 
work,  such  work  may  be  permitted,  provided  it  shall 
be  carried  on  within  the  enclosure  indicated  on  plans 
filed  with  this  appeal  marked  ‘Received  May  22,  1936’ 
and  that  such  repair  work  shall  be  done  by  use  of 
manual  tools  and  light  machine  tools,  with  motors  of 
not  more  than  H.P.  each;  that  in  all  other  respects 
the  use  and  occupancy  of  this  building  shall  comply 
with  all  laws  and  regulations  applicable  thereto  as 
modified  by  the  resolution  adopted  by  the  Board  on 


October  30,  1917;  as  amended  of  this  date;  that  all 
permits  required  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution.” 

67-36-BZ. 

APPLICANT — United  Parcel  Service,  lessee. 

SUBJECT  Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
extension  and  combination  of  two  (2)  existing 
garages  for  more  than  five  (5)  motor  vehicles  by 
the  inclusion  of  a  forty  (40)  ft.  plot  in  between 
them. 

PREMISES  AFFECTED — 103-105  Crown  street,  north 
side,  280  ft.  west  of  Bedford  avenue  (Block  No. 
1287,  Lot  Nos.  61,  62,  66,  67  and  68),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Thomas  Barker. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  q 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  .  g 

THE  RESOLUTION— 

(67-36-BZ) 

Whereas,  Thomas  J.  Donovan,  for  Louisa  Mingino, 
John  Farrell,  Bridget  Farrell,  Edwin  Construction  Co.,  Inc. 
and  Jaace  Realty  Co.,  Inc.,  owners,  filed  March  18,  1936, 
an  application  under  the  building  zone  resolution  to  permit 
in  a  business  district  the  extension  and  combination  of 
two  (2)  existing  garages  for  more  than  five  (5)  motor 
vehicles  by  the  inclusion  of  a  forty  (40)  ft.  plot  in  between 
them;  premises:  103-105  Crown  street,  north  side,  280  ft. 
west  of  Bedford  avenue  (Block  No.  1287,  Lot  Nos.  61,  62, 
63,  66,  67  and  68),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Crown  street  is  in  a  busi¬ 
ness  district ;  Carroll  street  is  in  a  residence  and  business 
district ;  Franklin  avenue  is  in  a  business  district  and 
Bedford  avenue  is  in  a  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  3,  1936,  re  Alt.  Applic.  2383— 1936,  reads : 
“Proposed  one  story  brick  extension  to  a  public 
garage  for  more  than  five  motor  vehicles,  located  in 
a  business  use  district  is  contrary  to  Art.  II,  Sect. 

4a  of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  40  ft.  and  a  depth  of  131  ft.;  it  is  pro¬ 
posed  to  remove  the  frame  structure  now  on  the  plot  and 
to  erect  thereon  a  one  story  building  40  ft.  by  131  ft.  in 
area  to  be  used  as  a  garage  for  more  than  five  motor 
vehicles.  This  proposed  garage  building  to  be  intercon¬ 
nected  with  existing  garage  for  more  than  five  vehicles 
located  on  each  side  of  the  premises  in  question  ;  and 
Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution  and  was,  therefore,  entitled  to  relief;  and 
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Whereas,  this  application  was  granted  by  the  Board 
May  12,  1936,  on  certain  conditions  and  applicant  requested 
an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21,  permitting  the  premises  under  appeal  to  be  used 
as  a  one-story  garage  building  in  conjunction  with  the 
existing  one-story  and  one-story  and  cellar  garage  build¬ 
ings  adjoining  on  the  east  and  west  on  Lot  No.  68  to  the 
west  and  Lot  Nos.  61,  62  and  63  to  the  east  and  permitting 
this  combined  building  to  be  used  in  addition  to  the  use 
as  a  garage,  as  a  building  for  parcel  delivery  service,  on 
condition  that  the  building  shall  not  be  increased  in  height 
and  it  shall  be  rearranged  substantially  as  indicated  on 
plans  filed  with  this  application;  that  there  shall  be  no 
windows  in  the  rear  or  side  lot  line  walls  opening  upon 
adjoining  properties;  that  where  the  new  rear  wall  on  the 
lot  line  is  constructed  any  underpinning  as  may  be  neces¬ 
sary  shall  be  done  to  protect  all  buildings  on  the  lot  line 
of  the  adjoining  lots;  that  the  bin  partitions  shall  be  con¬ 
structed  of  incombustible  material;  that  the  1  in.  platform 
on  which  they  are  to  be  constructed  may  be  of  wood  on 
condition  that  the  space  between  the  platform  sleepers 
are  filled  in  with  cinder  concrete;  that  in  lieu  of  the  re¬ 
quirements  for  standpipe,  the  building  shall  be  protected 
in  its  entire  area  with  a  sprinkler  system  complying  with 
the  Sprinkler  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals;  that  this  system  may  be  one-source,  fed  from  street 
supply;  that  the  boiler  rooms  and  coal  storage  rooms 
shall  be  enterable  only  from  the  exterior  and  separated 
from  the  balance  of  the  building  by  fireproof  construc¬ 
tion;  that  such  additional  portable  fire  appliances  shall  be 
installed  as  the  commissioner  may  deem  necessary ;  that 
all  permits  shall  be  obtained  and  work  completed  within 
one  year  from  the  date  of  this  action. 


334-29- BZ. 

APPLICANT— Walter  H.  Volckening,  for  Famous  Red 
Ash  Coal  Co.,  lessee  (21  year  lease). 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7 a  and  21  of  the  building 
zone  resolution,  permitting  in  a  residence  district 
the  extension  and  addition  to  an  existing  use — 
coal  pockets  and  business  building. 

PREMISES  AFFECTED— 1876-1878  50th  street,  south 
side,  100  ft.  west  of  19th  avenue  and  1853-1877 
51st  street,  north  side,  100  ft.  west  of  19th  avenue 
(Block  No.  5461,  Lot  No.  36),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Walter  IT.  Volckening. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(334-29-BZ) 


Whereas,  Walter  H.  Volckening,  for  Famous  Red  Ash 
Coal  Co.,  lessee  (21-year  lease),  filed,  May  15,  1929,  an 
application,  under  the  building  zone  resolution,  to  permit 


in  a  residence  district  the  extension  and  addition  to  an  ex¬ 
isting  use — coal  pockets  and  business  building;  premises: 
1876-1878  50th  street,  south  side,  100  ft.  west  of  19th  ave¬ 
nue,  and  1853-1877  51st  street,  north  side,  100  ft.  west  of 
19th  avenue  (Block  No.  5461,  Lot  No.  36),  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  23,  1929,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  19th  avenue  is  in  a  resi- 
dence  district;  50th  street  is  in  a  residence  district,  and 
51st  street  is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  May  11,  1929  (re  App.  No.  2562-1929), 

rea(Js  * 

“1.  Application  to  extend  business  building  now  lo¬ 
cated  within  ‘residence  districts  and  to  add  two  coal 
pockets  is  contrary  to  Art.  II,  Sec.  6a  of  zoning  reso¬ 
lution”  ; 

Whereas,  the  premises  consist  of  a  plot  of  ground  with 
a  frontage  of  211.45  ft.  on  51st  street,  46.15  ft.  on  50th 
street  and  260  ft.  along  the  Long  Island  Railtoad,  on  which 
is  located  the  plant  of  the  Famous  Red  Ash  Coal  Co.,  con¬ 
sisting  of  four  coal  pockets,  an  office,  screen,  etc. ,  it  is 
proposed  to  provide  a  new  coal  screen  and  storage  bin  and 
to  extend  the  existing  office  building  and  raise  building  to 
grade ;  and 

Whereas,  the  business  existed  prior  to  the  amended 
change  in  the  district  from  unrestricted  to  residence  use 

area ;  and  . 

Whereas,  the  board  deems  that  applicant  is  entitled  to 
relief  under  sections  7  a  and  21  on  the  grounds  of  unneces¬ 
sary  hardship  and  practical  difficulties;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  July  23,  1929,  on  certain  condition,  as  to  loca¬ 
tion  of  bin  and  an  extension  of  time  to  complete  work  and 
obtain  permits,  and  lessee  now  requests  a  further  exten¬ 
sion  of  time  and  the  resolution  was  amended  on  July  14, 
1931,  to  read  as  follows: 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted, 
permitting  the  extension  and  raising  of  the  office  floor 
of  the  existing  building  up  to  the  new  fixed  street 
grade  and  erection  of  screen  and  storage  bin  substan¬ 
tially  in  accordance  with  plans  filed  in  this  application, 
Drawing  No.  1808-D  of  the  Nicholson  Company,  on 
condition  that  there  shall  be  not  more  than  one  ve¬ 
hicular  entrance  on  the  50th  street  front ;  that  all  coal 
stored  and  maintained  on  the  premises  shall  be  main¬ 
tained  in  an  enclosed  structure ;  that  any  conveyor  or 
coal  buckets  shall  be  enclosed ;  that  the  entire  premises 
otherwise  unoccupied  shall  be  surfaced  with  finished 
concrete  throughout;  that  the  premises  shall  be  en¬ 
closed  on  the  51st  street  building  line  with  a  fence  not 
less  than  7  ft.  in  height  with  a  lattice  top  of  not  less 
than  18  in.  in  height;  that  there  shall  be  no  additional 
coal  pockets,  other  than  shown  on  plans,  erected  or 
operated ;  that  there  shall  be  no  advertising  displayed 
on  street  fronts,  other  than  one  metal  flat  wall  sign  at 
the  office  entrance  on  the  50th  street  front ;  that  a 
wall  of  approved  masonry  not  less  than  8  ft.  in  height 
shall  be  built  along  the  southerly  property  line  from 
50th  to  51st  street,  coped  with  terra  cotta  or  natural 
stone,  and  that  all  permits  shall  be  obtained  within 
three  months  and  any  work  involved  shall  be  com¬ 
pleted  within  six  months  from  July  22,  1931.”; 

and 

Whereas,  the  applicant  requested  a  further  amendment 
of  the  resolution  as  to  the  construction  of  the  fence  wall 
and  this  case  was  reopened  by  vote  of  the  board  June  18, 
1935 ;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  9,  1935,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  request  for  amendment  of  the  resolution 
under  sections  7 A  and  21  of  the  building  zone  resolution; 
and 

Whereas,  applicant  requests  an  amendment  of  the  reso¬ 
lution  to  permit  a  concrete  instead  of  wood  fence. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  23,  1929,  as  amended  July  14,  1931,  be  and  it  hereby  is 
amended,  only  so  far  as  it  has  reference  to  the  masonry 
wall  to  be  erected  along  the  southerly  property  line  from 
50th  street  to  51st  street,  so  that  as  amended,  this  portion 
of  the  resolution  will  read: 

“that  there  shall  be  constructed  along  the  southerly 
property  line  from  50th  street  to  5lst  street  a  masonry 
wall,  as  ^indicated  on  plan  filed,  marked  ‘received  May- 
17,  1935,’  provided  this  wall  is  at  no  point  less  than  8 
ft.  above  the  grade  of  the  property  under  appeal ;  that 
no  coal  shall  be  stored  at  any  time  within  10  ft.  of  this 
lot  line  wall ;  that  other  than  as  amended  herein  the 
resolution  adopted  July  23,  1929,  shall  be  complied 
with  in  all  respects.” 


849-28-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Stonel  Holding 
Corp.,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles,  also 
the  installation  of  a  gasoline  service  station. 
PREMISES  AFFECTED — 97-101  Linden  boulevard, 

northeast  corner  of  Rockaway  avenue  (Block  No. 
3636,  Lot  No.  11),  Borough  of  Brooklyn 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ’  q 

Absent  . ’  .  n 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  q 

THE  RESOLUTION— 

(849-28-BZ) 

Whereas,  McCooey  &  Conroy,  for  Fannie  Mosovitsky 
owner,  filed,  November  5,  1928,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles,  also  the  installation  of  a 
gasoline  service  station;  premises  97-101  Linden  boulevard 
northeast  corner  of  Rockaway  avenue,  (Block  No.  3636 
°‘  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 

the6??,?!’  /une  4;  19g9>  aJter  Jue  notice  by  publication  in 
the  Bulletm  of  the  Board  of  Standards  and  Appeals ;  and 
,  ..  hereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Linden  boulevard  is  a 
residence  and  business  district;  Rockaway  avenue  is  a 
residence,  business  and  unrestricted  district,  and  Thatford 
street  is  in  a  business  district;  and 
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Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  September  27,  1928  (re  App.  No.  16046) 
reads :  ’ 

“Proposition  contrary  to  the  zone  resolution  Art.  II 
Sec.  4-a,  subdiv.  15  and  46. 

Subdiv.  15.  Ihe  erection  of  a  garage  for  more 
than  five  motor  vehicles  in  a  business  district. 

“Subdiv.  46.  The  installation  of  a  gasoline  service 
station  in  a  business  district”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  100 
tt.  2  in.  and  a  depth  of  80  ft. ;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles  and  as  a 
gasoline  service  station;  and 

Whereas,  the  board  deems  that  the  granting  of  this  ap¬ 
plication  is  justified  under  section  21  of  the  building  zone 
resolution  as  the  surrounding  conditions  obviously  cannot 
be  adversely  affected;  and 

Whereas,  this  application  was  granted  hy  the  hoard 
June  4,  1929,  on  certain  conditions  and  the  owner  through 
his  architects  Lama  &  Proskauer  requested  an  amendment 
of  the  resolutions  as  to  signs. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition > 
that  the  roof  shall  be  of  flat  design  and  construction  *  that 
the  exterior  walls  on  the  street  front  shall  be  finished’  with 
iace  brick;  that  any  gasoline  pumps  located  on  the  Linden 
boulevard  front  shall  be  erected  on  platforms  of  concrete 
not  less  than  12  in.  above  grade;  that  the  use  and  opera¬ 
tion  of  the  gas  station  shall  be  restricted  to  and  confined 
within  the  property  lines;  that  any  grease  pit  incorpor¬ 
ated  on  the  premises  shall  be  located  within  the  building- 
that  there  shall  be  constructed  in  front  of  the  pumps  on 
the  Linden  boulevard  front,  on  the  street  side,  an  orna¬ 
mental  iron  grille  not  less  than  6  ft.  in  height;  that  the 
northerly  and  easterly  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  there  shall 
be  not  more  than  two  vehicular  entrances  on  the  Rocka- 
way  avenue  front  to  the  proposed  garage,  neither  of  which 

u  uXCiCed  a,w,1^th  °f  10  ft-  in  the  clear;  that  curb  cuts 
shall  be  located  directly  in  front  of  same;  that  advertising 
shall  be  restricted  to  the  glass  globes  of  the  gasoline  pumps 
and  to  permanent  flat  wall  signs  except  that  there  may  he 
erected  within  the  building  line  near  the  intersection  of 
Linden  boulevard  and  Rockaway  avenue  a  post  standard 
to  support  a  sign  which  may  he  illuminated,  advertising-, 
only  the  brand  of  gasoline  on  sale,  and  which  mas,  extend 
beyond  the  building  line  for  a  distance  of  not  more  than 
five  ft;,  and  excluding  all  other  signs  of  a  temporary 
nature  ;  that  there  shall  be  no  portable  gasoline  tanks 
maintained  or  operated  on  the  premises;  that  all  permits 
required  shall  be  obtained  within  six  months  and  the  work 
involved  completed  within  one  year  from  the  date  of  this 
action. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

283-35-A. 

APPLICANT  Caldo  Fuel  Oil  Co.,  Inc.,  owner. 

oUBJELl  Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
jL  rucks  m  New  York  City. 

APPEARANCES— 

For  Applicant:  Aubrey  Bain. 

For  Administration :  Inspector  Hille  of  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  2  1936  at  2 
p.m.,  for  further  consideration. 


304-3S-A. 

APPLICANT — Lithuanian  Coal  Co.,  owner. 


MINUTES 


SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  None.  . 

For  Administration:  Inspector  Hille  of  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  2,  1936,  at  2 
p.m.,  on  written  request  of  applicant. 


305-35- A. 

APPLICANT— Empire  Petroleum  and  Transport  Co.,  Inc., 
owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  None.  . 

For  Administration:  Inspector  Hille  of  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  9,  1936,  at  2 
p.m.,  on  written  request  of  applicant. 


105-36-A. 

APPLICANT— Charles  L.  Fleece,  for  Alfred  Cohen, 
lessee. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 557-559  Broadway,  west  side, 
101  ft.  south  of  Prince  street  and  128-130  Mercer 
street  (Block  No.  498,  Lot  No.  9),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Charles  L.  Fleece. 

For  Administration:  Assistant  Engineer  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  June  2,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection. 


130-36-A. 

APPLICANT— Benjamin  M.  Sylvan,  for  M.  S.  P.  Estates, 
Inc.,  owner.  .  . 

SUBJECT— Appeal  from  decisions  of  the  commissioner  of 
buildings  and  the  Board  of  Buildings. 

PREMISES  AFFECTED— 94  Bowery,  west  side,  50  ft.  8 
in.  north  of  Hester  street  (Block  No.  239,  Lot  No. 
36),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Benjamin  M.  Sylvan. 

For  Administration :  None. 

ACTION  OF  BOARD— Laid  over  to  June  2,  1936,  at  2 
p.m.,  upon  request  of  applicant. 


298-35- A. 

APPLICANT— Haven  Fuel  Oil  Company,  for  Edward  De- 
Haven,  owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  Edward  DeHaven. 

For  Administration :  Inspector  Hille  of  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  withdrawn  to  comply. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


317-35-A. 

APPLICANT— John  A.  Wells,  Inc.,  owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant :  George  E.  Light. 

For  Administration:  Inspector  Hille  of  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  withdrawn  to  comply. 
THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


364-35-A. 

APPLICANT — Ph.  Dietz  Coal  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner  relative  to  Transportation  of 
Fuel  Oil  in  Trucks  in  New  York  City. 
APPEARANCES— 

For  Applicant:  Irving  A.  Feinstein. 

For  Administration :  Inspector  Hille  of  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(364-35-A) 

Whereas,  Ph.  Dietz  Coal  Co.,  Inc.,  owner,  filed  an  ap¬ 
peal  from  an  order  and  decision  of  the  fire  commissioner 
affecting  the  use  of  a  tank  truck  for  the  transportation  of 
fuel  oil  in  the  city  of  New  York;  and 

Whereas,  the  order  of  the  fire  commissioner  (No. 
7687-LC),  dated  October  17,  1935,  reads  as  follows: 

“An  inspection  of  truck  No.  403,  on  a  Mack  chas¬ 
sis,  used  by  you  for  the  transportation  of  any  liquid 
product  of  petroleum,  shale  oil  or  coal  tar  as  required 
by  section  113,  article  8,  chapter  10  of  the  Code  of 
Ordinances  of  the  city  of  New  York,  shows  the  fol¬ 
lowing  requirements  necessary  before  a  permit  can 
be  issued: 

1.  Discontinue  the  transportation  of  oil  in  excess 
of  2500  gallon  tank  capacity.  Section  4.1. 

2.  Discontinue  the  use  of  tank  having  more  than 
600  gallon  capacity  in  each  compartment.  Section  4.2. 

It  is  unlawful  for  you  to  operate  this  truck  on  a 
public  highway  without  a  permit  from  the  Fire  Chief 
and  Commissioner.” 

and 

Whereas,  the  decision  of  the  fire  commissioner  dated 
December  20,  1935,  reads  as  follows : 

“In  reply  to  your  letter  of  November  24th,  1935  re 
our  order  7687-LC  filed  against  your  truck  No.  403,  we 
beg  to  advise  you  that  sections  4-1  and  4-2  of  the  tank 
truck  specifications  prohibits  more  than  2500  gallons 
of  Nos.  1,  2,  3  or  4  fuel  oil  with  no  compartment  to 
exceed  600  gallons  on  any  one  truck.  This  truck  can 
be  used  for  Nos.  5  or  6  fuel  oil  only.” 

and 

Whereas,  the  truck,  which  is  the  subject  of  this  appeal, 
is  stored  at  premises :  southeast  corner  of  Reynolds  street 
and  Otto  road,  Ridgewood,  Borough  of  Brooklyn ;  and 

Whereas,  applicant  requests  a  variation  of  section  113, 
article  8,  chapter  10  of  the  Code  of  Ordinances  which 
reads  in  part  as  follows : 

3.  Tank  trucks.  No  person  shall  transport  petro- 
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letim  or  shale  oil,  or  the  liquid  product  of  either 
thereof  or  of  coal-tar,  in  a  tank  truck  unless  it  be 
of  a  type  for  which  a  certificate  of  approval  shall 
have  been  issued;  provided,  however,  that  a  certifi¬ 
cate  of  approval  of  a  type  or  kind  of  tank  truck  is¬ 
sued  under  this  section  to  a  given  person  shall  not  be 
construed  as  an  approval  of  a  similar  type  or  kind 
owned,  operated  or  used  by  another  person. 
No  tank  truck  or  other  vehicle  transporting  liquid 
products  of  petroleum  shall  be  operated  on  a  public 
highway  without  a  permit.  Each  tank  shall  be  in 
charge  of  a  responsible  person  holding  a  certificate  of 
fitness,  whose  duty  it  will  be  to  see  that  all  safety 
devices  are  in  place  and  in  proper  working  order ; 
truck  properly  grounded  when  filling  or  discharging 
and  that  all  pipe  connections  and  fill  cap  covers  are 
all  tight.  He  shall  produce  on  demand  of  any  rep- 
resentative  of  the  fire  or  police  departments  the  in¬ 
spection  card  which  shall  be  the  property  of  the  fire 
department.  He  shall  also  keep  in  a  safe  place  on 
the  truck  the  inspection  card  furnished  by  the  fire 
department, 
and 

Whereas,  the  fire  commissioner  in  accordance  with  said 
section  113  of  the  Code  of  Ordinances  promulgated  speci¬ 
fications  for  tank  trucks  to  be  used  for  the  transportation 
of  fuel  oil  throughout  the  city  of  New  York;  and 

Whereas,  section  4.1  of  these  specifications  read  as 
follows : 

Section  4.1.  The  total  carrying  capacity  of  the  tank 
shall  not  exceed  twenty-five  hundred  (2500)  gallons, 
except  that  heavy  oils  (Nos.  5  and  6)  may  be  carried 
in  a  tank  of  not  more  than  three  thousand  (3000) 
gallons  capacity. 

and 

Whereas,  section  4.2  reads  as  follows: 

Section  4.2  The  total  capacity  of  any  one  compart¬ 
ment  shall  not  exceed  six  hundred  gallons  (600)  ex¬ 
cept  that  heavy  oils  Nos.  5  and  6  may  be  carried  in 
a  three  thousand  (3000)  gallon  compartment. 

and 

Whereas,  the  tank  in  question  is  equipped  with  a  tank 
having  a  capacity  of  3000  gallons  and  is  used  for  the 
transportation  of  Nos.  1,  2,  3  and  4  fuel  oil;  and 

Whereas,  said  tank  is  divided  into  three  compartments 
having  a  capacity  of  1000  gallons  each;  and 

Whereas,  the  applicant  states  that  tank  chassis  weighs 
13,600  lbs.  stripped  and  the  cab  weighs  500  lbs.;  tank, 
pump,  etc.,  8200  lbs.;  oil,  21,600  lbs.;  total,  43,900  lbs.;  and 

Whereas,  the  applicant  has  filed  a  letter  from  the  acting 
chief  engineer  of  the  Mack-International  Motor  Truck 
Corporation,  dated  November  8,  1935,  which  reads  as  fol¬ 
lows  : 

“This  is  to  certify  that  Mack  Chassis  No.  6BX7SH- 
1057,  owned  by  Ph.  Dietz  Coal  Company  of  61-20  71st 
avenue,  Brooklyn,  N.  Y.,  equipped  with  3000  gallon 
tank  for  hauling  light  fuel  oils  is  safe  to  carry  super¬ 
imposed  load  and  that  the  net  chassis  weight  exceeds 
the  required  28%  of  the  gross  vehicle  weight  (chassis, 
cab.  accessories,  tank  and  fuel  oil.)” 
and 

Whereas,  the  applicant  has  used  the  truck  for  two  years 
and  contends  that  to  make  the  truck  conform  with  the  fire 
commissioner’s  requirements  will  cause  great  financial  loss 
to  the  applicant. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
7687-LC  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  truck  under 
appeal,  No.  403,  to  be  used  in  the  transportation  of  fuel 
oil  as  proposed,  for  a  period  of  three  years  from  the  date 
of  this  action  on  condition  that  the  truck  shall  be  main¬ 
tained  in  safe  operating  condition  to  the  satisfaction  of 
the  fire  commissioner  and  shall  comply  in  all  other  re¬ 
spects,  other  than  the  total  capacity  and  the  size  of  com- 


partments,  with  the  specifications  for  tank  trucks  (fuel 
oil)  of  the  fire  commissioner. 


129-36- A. 

APPLICANT— John  J.  Gilmartin,  for  Mutual  Life  Insur¬ 
ance  Co.,  owner. 

SUBJECT— Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 503-507  East  72nd  street,  north 
side,  98  ft.  east  of  York  avenue  (Block  No  1484 

APPEARANCES-  B°r°U!!h  °£  Ma"ha»“- 

For  Applicant :  John  J.  Gilmartin. 
hor  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

B0ARE)— Appeal  granted  on  condition. 
THE  VOTE — 

Affirmative  .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  '  .  q 

Absent  .  .  q 

THE  RESOLUTION— 

(129-36-A) 

Whereas,  John  J.  Gilmartin,  for  Mutual  Life  Insurance 
Co.,  owner,  on  May  8,  1936,  filed  an  appeal  from  an  order 
and  a  decision  of  the  commissioner  of  buildings,  affecting 
premises  503-507  East  72nd  street,  north  side,  98  ft  east 
of  York  avenue  (Block  No.  1484,  Lot  No.  5),  Borough 
of  Manhattan;  and 

\TW?cEn-foA|-  t5‘e  °/d^r  of,the  commissioner  of  buildings, 
No.  25930-F,  dated  December  20,  1935,  reads  as  follows : 
“1.  Provide  approved  fireproof  windows  or  iron 
shutters  at  all  openings  in  the  exterior  wall  above  1st 
story  which  are  distant  in  a  direct  line  less  than  30  ft. 
from  any  opening  in  any  other  building  and  not  in  the 
same  plane  with  said  openings  and  which  are  not  more 
than  50  ft.  above  a  neighboring  roof  at  east  and  north 
sides  of  building,  or  other  approved  protection,  as  per 
Sec.  375,  Art.  18,  Ch.  5  of  the  Code  of  Ordinances.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildines 
dated  April  21,  1936,  reads  as  follows :  g  ' 

“In  reply  to  your  letter  of  April  20th,  requesting 
reconsideration  and  rescindment  of  Order  25930-F 
affecting  above  premises,  you  are  advised  that  your 
request  for  rescindment  must  be  denied.” 

and 

Whereas,  the  building  which  is  of  fireproof  construc- 
^as  erected  in  1902,  in  an  unrestricted  use  district- 
is  75  ft.  front,  by  95  ft.  in  depth,  8  stories  (100  ft.)  in 
height  and  equipped  with  a  standpipe  system  and  sprinkler 
system,  OCCUPIED:  Cellar — storage;  1st  floor — automo¬ 
bile  repairs— 25  persons ;  2nd  floor— vacant ;  3rd  floor— car¬ 
penter  shop— 25  persons;  4th  floor— vacant;  5th  floor- 
manufacturing  of  mirrors — 25  persons  ;  6th  floor — carpen¬ 
ter  shop— 25  persons;  7th  floor— vacant;  8th  floor,  carpet 
cleaning— 25  persons;  and 

Whereas,  applicant  contends  that  the  building  was 
erected  in  1902;  that  the  conditions  that  exist  today  are 
the  same  as  at  the  time  of  its  erection;  the  windows  af¬ 
fected  by  the  order  are  located  in  the  north  or  rear  wall, 
the  exposures  being  created  by  the  one-story  extension 
roof  and  by  the  5-story  building  in  the  rear  and  three 
window  openings  on  the  southeasterly  wall  that  are  less 
than  30  ft.  in  horizontal  direction  from  the  windows  on 
the  rear  of  the  6-story  building  adjoining  to  the  east  on 
East  72nd  street  and  two  windows  directly  over  the  6-story 
roof  of  the  building  to  the  east;  the  total  number  of  win¬ 
dows  affected  is  64,  as  follows:  30  windows  on  the  rear 
or  north  wall,  10  of  which  are  on  the  second,  10  on  the 
third  and  10  on  the  4th  floor ;  34  windows  on  the  easterly 
wall;  4  on  the  second;  4  on  the  third  and  4  on  the  fourth, 

4  on  the  fifth,  4  on  the  sixth,  6  on  the  seventh,  6  on  the 
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eighth  floor.  The  building  in  question  is  almost  vacant 
and  it  would  impose  a  great  hardship  on  the  owners  to 
comply  with  the  order. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  25930-F  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted  on  condition  that 
the  fireproof  jvindows  or  fireproof  shutters  shall  be  in¬ 
stalled  on  all  windows  in  the  northerly  and  easterly  walls 
that  are  less  than  25  ft.  in  a  horizontal  direction  from  the 
adjacent  buildings,  constituting  the  exposure,  except 
where  such  exposure  buildings  are  equipped  with  fireproof 
windows. 


243-30-A. 

APPLICANT— Williams  &  Co.,  Inc.,  for  Castilla  Corp., 
owner. 

SUBJECT — Application  for  reopening — amendment — re 
Appeal  from  order  of  the  fire  commissioner. 
PREMISES  AFFECTED— 236-238  Fifth  avenue  (Block 
No.  829,  Lot  No.  36),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Milton  G.  Hauer. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(243-30-A) 

Whereas,  Croker  National  Fire  Prevention-  Engineering 
Co.,  for  Castilla  Corp.,  owner,  filed,  April  4,  1930,  an  ap¬ 
peal  from  an  order  and  a  decision  of  the  fire  commissioner, 
affecting  premises  236-238  Fifth  avenue  (Block  No.  829, 
Lot  No.  36),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 

January  7,  1930  (Order  No.  68153-F),  reads: 

“1.  Provide  a  tank  on  roof  of  at  least  3,500  gallons 
capacity  for  the  standpipe  system,  said  tank  to  be  so 

elevated  that  the  bottom  will  not  be  less  than  20  ft. 

above  the  roof  level.  Sections  580-581,  Chapter  5, 

Code  of  Ordinances”; 

and 

Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  March  31,  1930,  reads: 

“Re:  Premises  236-8  Fifth  avenue,  Borough  of  Man¬ 
hattan. 

“Gentlemen  : 

“This  will  reply  to  your  letter  of  March  20,  1930,  in 
which  you  state  you  have  been  retained  by  the  owner 
to  bring  the  matter  before  the  Board  of  Standards  and 
Appeals,  but  the  board  has  refused  to  accept  the  case 
due  to  the  fact  that  more  than  20  days  have  elapsed 
and  request  that  we  rescind  the  order  and  reissue  the 
same  of  a  later  date. 

“Your  request  to  reissue  and  rescind  order  No. 
68153-F  must  be  denied. 

“Respectfully, 

“BUREAU  OF  FIRE  PREVENTION. 

Whereas,  the  building  is  fireproof,  eleven  stories  (149 
ft.  8  in.)  in  height,  56  ft.  4  in.  by  125  ft.  in  area;  OCCU¬ 
PIED:  cellar,  boiler  room,  dishwashing,  storage,  15  per¬ 
sons;  1st  story,  restaurant,  25  persons;  2nd  and  3rd  stories, 
showroom  of  linens,  10  persons  each  story;  4th  story, 
showroom  of  rugs,  10  persons;  5th  story,  showroom  of 


linens,  15  persons;  6th  story,  showroom  of  rugs,  10  per¬ 
sons;  7th  story,  showroom  of  novelties,  15  persons;  8th 
story,  manufacturing  and  showroom  of  lamp  shades,  30 
persons ;  9th  story,  manufacturing  and  showroom  of  linens, 
30  persons;  10th  story,  manufacturing  of  silk  underwear, 
40  persons;  11th  story,  shipping  and  showroom  of  beauty 
parlor  accessories,  20  persons ;  and 

Whereas,  applicant  contends  that  the  building  is 
equipped  with  a  sprinkler  system  fed  from  a  10,000-gallon 
gravity  tank  and  a  7,500-gallon  pressure  tank ;  that  there  is 
also  installed  a  standpipe  system  fed  from  a  2,200-gallon 
gravity  tank,  1,200  gallons  of  which  is  reserved  for  the 
standpipe  system  ;  that  the  bottom  of  this  gravity  tank  is 
located  15  ft.  6  in.  above  the  outlet  in  the  top  story;  ap¬ 
plicant  contends,  further,  that  when  the  building  was 
erected  in  1906  no  standpipe  tank  was  required  on  a  build¬ 
ing  which  was  equipped  with  a  two-source  sprinkler  sys¬ 
tem  ;  and 

Whereas,  order  is  issued  with  relation  to  the  height 
above  top  floor  outlet  of  standpipe  tank  and  its  capa¬ 
city;  and 

Whereas,  such  equipment  has  existed  since  the  installa¬ 
tion  of  this  system;  and 

Whereas,  the  premises  is  equipped  throughout  with  an 
approved  two-source  wet  sprinkler  system,  waterflow  alarm 
and  central  office  connection;  and 

Whereas,  this  appeal  was  granted  by  the  board  June  10, 
1930  on  certain  conditions,  and  owners  through  their  agent 
Williams  &  Co.,  Inc.,  requested  an  amendment  of  the 
resolution  as  to  occupancy  so  as  to  permit  fountain  pen 
manufacture  on  the  11th  floor. 

Resolved,  that  the  order  and  decision  of  the  fire  commis¬ 
sioner  be  and  they  hereby  are  modified,  and  the  appeal  be 
and  it  hereby  is  granted,  only  so  far  as  it  affects  the  height 
of  the  tank  above  the  top  outlet  and  the  capacity  of  the 
gravity  tank,  on  condition  that  a  reserve  of  not  less  than 
1,200  gallons  shall  be  maintained  for  standpipe  system; 
that  the  standpipe  system  otherwise  shall  comply  with  the 
regulations  in  all  other  respects;  that  the  building  shall  be 
not  increased  in  height,  and  that  the  use  and  occupancy 
other  than  as  permitted  herein  shall  comply  with  all  laws, 
rules  and  regulations  applicable  thereto. 


260-35-A. 

APPLICANT — Albert  W.  Lewis,  for  Department  of  Pub¬ 
lic  Markets,  Weights  and  Measures,  City  of  New 
York,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Appeal  from  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— Center  of  Park  avenue,  115th 
to  116th  streets,  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Lawrence  K.  Morrissey. 
ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(260-35-A) 


Whereas,  Albert  W.  Lewis,  for  Department  of  Public 
Markets,  Weights  and  Measures,  City  of  New  York,  owner, 
filed  September  26,  1935,  an  appeal  from  a  decision  of  the 
commissioner  of  buildings  affecting  premises ;  Center  of 
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Park  avenue,  115th  to  116th  streets,  Borough  of  Manhat¬ 
tan  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  September  25,  1935,  N.  B.  Application  No.  147-1935, 
reads : 

Amendment  disapproved  with  following  repeated : 

“3.  Construction  should  comply  with  sections  71-3, 
building  code. 

“Reconsideration  denied’’; 

and 

Whereas,  the  proposed  building  is  of  all  metal  con¬ 
struction,  one  story  (18  ft.  6  in.)  in  height,  125  ft.  10)4 
in.  by  49  ft.  5  in.  in  area;  OCCUPANCY:  fish  market, 
located  in  the  center  of  Park  avenue  under  the  N.  Y.  C. 
R.  R.  viaduct  and  within  a  business  district;  and 

Whereas,  the  applicant  claims  the  proposed  building  will 
be  built  entirely  of  incombustible  material;  concrete  foot¬ 
ings,  steel  columns  and  trusses,  sheet  metal  and  glass  walls, 
metal  and  composition  roof,  terra  cotta  partitions  for  toilet 
rooms  and  metal  stands ;  the  present  columns  supporting 
railroad  above  will  be  encased  with  4  in.  of  reinforced  con¬ 
crete ;  there  will  be  no  openings  in  the  roof;  this  form  of 
construction  will  permit  ready  access  for  emergency  re¬ 
pairs  to  railroad  structure  overhead;  a  standpipe  system 
will  be  installed  in  accordance  with  Rule  85  of  the  Stand¬ 
pipe  Rules;  it  is  requested  that  the  board  consider  the 
above  construction  practically  fireproof;  and 

Whereas,  this  appeal  was  granted  by  the  Board  October 
1,  1935,  on  certain  conditions  and  applicant  requested  an 
amendment  to  the  resolution  as  to  standpipes. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted  as  to  N.  B.  App.  No.  147-1935, 
Item  3,  on  condition  that  the  metal  building  shall  be  con¬ 
structed  substantially  in  accordance  with  the  plans  filed 
with  this  appeal,  entirely  of  incombustible  material ;  that 
there  shall  be  installed  in  this  building  in  lieu  of  the  re¬ 
quirements  of  the  Standpipe  Fire-Line  Rules  of  the  Board 
of  Standards  and  Appeals,  a  standpipe  system  fed  by  street 
pressure,  consisting  of  2-inch  line  carried  to  a  point  ap¬ 
proximately  midway  in  the  length  of  the  building  toward 
the  easterly  side,  as  indicated  on  plans  filed  with  this  ap¬ 
peal,  to  which  shall  be  connected  tzvo  (2)  standard  \l/2- 
inch  hose  outlet  valves  each  with  a  50 -foot  length  of  ap¬ 
proved  hose ;  that  the  toilet  facilities  shall  be  adequate  in 
the  opinion  of  the  commissioner  of  buildings;  that  all 
other  requirements  of  the  Code  of  Ordinances  and  laws 
applicable  thereto  shall  be  complied  with,  other  than  as 
modified  herein ;  that  the  columns  supporting  the  elevated 
structure  of  the  New  York  Central  and  Hudson  River 
Railroad  within  the  blocks  within  which  these  buildings 
are  to  be  erected  shall  be  protected  for  their  full  height 
with  fireproof  material  consisting  of  not  less  than  8  "in. 
of  brick  laid  in  cement  mortar  or  4  in.  of  reinforced  con¬ 
crete ;  and  granted,  only  so  long  as  this  building  is  occu¬ 
pied  as  a  public  market  under  the  supervision  of  the  De¬ 
partment  of  Markets,  Weights  and  Measures. 


VARIATION  OF  LABOR  LAW 

101-36-S. 

APPLICANT — William  Rich,  for  William  Rich,  Irene 
Rich,  et  al.,  owners. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an  order 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 199-201  South  Portland  ave¬ 
nue,  east  side,  84  ft.  north  of  Atlantic  avenue 
(Block  No.  2004,  Lot  No.  5),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Frederick  P.  Rich  and  P.  T.  Mc¬ 
Coy. 

ACTION  OF  BOARD — Application  granted  on  condition. 


THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  . 


Negative  .  q 

Absent  .  q 


THE  RESOLUTION— 

(101-36-S) 

Whereas,  William  Rich,  applicant,  for  William  Rich 
and  Irene  Rich,  et  al.,  owners,  filed  on  April  20,  1936,  an 
application  for  a  variation  of  the  requirements  of  the  labor 
law  as  contained  in  an  order  of  the  commissioner  of  build¬ 
ings,  Borough  of  Brooklyn,  affecting  premises:  199-201 
South  Portland  avenue,  east  side,  84  ft.  north  of  Atlantic 
avenue  (Block  No.  2004,  Lot  No.  5),  Borough  of  Brook¬ 
lyn;  and 

Whereas,  Order  No.  7258-LD  of  the  commissioner  of 
buildings,  dated  September  10,  1935,  reads  as  follows: 

“1.  Provide  an  additional  exit  from  first  and  sec¬ 
ond  stories  remote  from  present  exit  as  per  rules  of 
the  Board  of  Standards  and  Appeals. 

2.  Provide  a  double-rung  iron  ladder  at  least  18 
in.  m  width  leading  from  stairhall  on  second  floor  to 
scuttle  opening  (at  least  2  ft.  by  3  ft.)  to  roof  as  per 
rules  of  the  Board  of  Standards  and  Appeals.” 

and 

Whereas,  the  applicant  was  prosecuted  in  the  magis¬ 
trates’  court,  municipal  term,  part  2,  Borough  of  Brook¬ 
lyn,  on  charges  of  violating  section  271  of  the  Labor  Law; 
failure  to  provide  double  rung  ladder  at  least  18  in.  in 
width,  leading  from  stairway  to  roof,  and  failure  to  pro¬ 
vide  two  legal  means  of  exit ;  and  sentences  were  sus¬ 
pended  on  April  1,  1936;  and 

Whereas,  the  building,  which  was  erected  about  1903, 
is  26  ft.  front  by  90  ft.  in  depth,  two  stories  (25  ft.)  in 
height,  of  brick  construction;  EQUIPPED  with  one  in¬ 
terior  stairs,  2  ft.  10  in.  wide,  of  frame  construction,  which 
reaches  from  the  street  to  the  second  story;  OCCUPIED, 
first  floor,  office,  shipping  and  storage,  5  persons;  second 
floor,  office  and  storage  and  reconditioning  of  shock  ab¬ 
sorbers,  10  persons ;  and 

Whereas,  it  is  proposed  to  install  an  18  in.  double  rung 
iron  ladder  to  an  existing  30  in.  by  35  in.  scuttle  opening 
in  the  roof  at  the  rear  of  the  building  and  a  new  fire- 
escape  on  the  second  story  at  the  rear  of  the  easterly  wall 
extending  to  the  adjoining  yard  by  drop-ladder  in  guides 
and  to  the  roof  by  a  goose-neck  ladder;  it  is  proposed  to 
fireproof  the  windows  on  the  course  thereof ;  it  is  also 
proposed  to  install  an  exit  from  the  first  story  at  the  cen¬ 
ter  of  the  southerly  wall  leading  direct  to  the  yard  of  the 
adjoining  premises  to  the  south;  and 

Whereas,  the  applicant  contends  that  the  first  floor  is 
occupied  on  the  front  of  the  building  as  office  for  3  per¬ 
sons  ;  the  rear  of  the  first  floor  is  a  storehouse  for  the 
storage  of  automobile  parts ;  second  floor,  front,  is  used 
for  storage,  office  and  shipping  and  at  rear  for  the  re¬ 
conditioning  of  automobile  shock  absorbers,  with  an  occu¬ 
pancy  at  present  of  5  employees ;  that  the  building  depart¬ 
ment  requires  the  construction  of  a  fire-escape  on  the 
front  of  the  building  with  consequent  disfigurement  and 
mis-use  by  boys  of  the  neighborhood ;  that  a  fire-escape 
on  the  front  of  the  building  would  not  be  easily  accessible 
to  employees  in  the  rear  engaged  in  the  reconditioning  of 
automobile  parts;  that  the  proposed  exit  from  the  rear 
of  the  second  story  by  means  of  a  fire-escape  and  from 
the  first  story  by  means  of  a  door  leading  to  the  yard  to 
the  south  of  the  building  in  question,  thence  to  Atlantic 
avenue  across  the  rear  yards  of  the  three  adjoining  prem¬ 
ises  to  the  south,  all  of  which  are  owned  by  the  same 
owner,  is  adequate;  that  in  lieu  of  the  requirements  for 
a  double-rung  iron  ladder  at  the  head  of  the  stairway,  it 
is  proposed  to  use  the  existing  scuttle  in  the  roof  of  the 
room  where  the  employees  recondition  automobile  parts, 
and  provide  a  new  double  rung  iron  ladder  thereto. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
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hereby  make  a  variation  in  the  requirements  of  the  Labor 
Law,  and  that  the  application  be  and  it  hereby  is  granted 
as  to  Order  No.  7258-LD,  permitting  the  building  under 
appeal  to  be  used  for  factory  purposes  on  condition  that 
there  shall  be  installed  in  the  southerly  wall  toward  the 
rear  an  outwardly  hinged  casement  with  permanent  steps 
for  access  thereto,  to  permit  exit  in  case  of  fire  to  the 
adjoining  yard  under  the  same  ownership;  that  on  the 
second  floor  there  shall  be  constructed  a  doorway  at  floor 
level  opening  upon  a  fire-escape  to  be  erected  as  indi¬ 
cated  on  plans  filed  with  this  application;  that  a  double¬ 
rung  ladder  18  in.  in  width  shall  be  permanently  affixed 
to  the  wall  for  access  to  the  roof  scuttle,  the  cover  of 
which  shall  be  counterbalanced;  that  there  shall  be  at  no 
time  more  than  10  persons  at  work  for  factory  on  the 
second  floor;  that  in  all  other  respects  the  building  shall 
comply  with  section  271  of  the  Labor  Law,  applying  to 
building  erected  prior  to  1913;  that  this  modification  shall 
continue  only  so  long  as  the  conditions  remain  as  set 
forth  in  this  application  and  as  herein  permitted  and  only 
so  long  as  the  egress  from  the  secondary  means  of  exit  is 
unimpeded  to  Atlantic  avenue. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
58-35-SA. 

APPLICANT — Walter  F.  Webber,  for  the  Trumbull  Elec¬ 
tric  Mfg.  Co.,  owner. 

SUBJECT — Trumbull  Range  Fuel  Oil  Pump,  Models  515, 
517  and  519,  approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(58-35-SA) 

Whereas,  this  application  was  filed  March  7,  1935,  with 
the  Board  of  Standards  and  Appeals,  by  Walter  F.  Webber, 
for  The  Trumbull  Electric  Mfg.  Co.,  owner,  for  the  ap¬ 
proval  of  their  device  known  as  the  Trumbull  Range  Fuel 
Oil  Pump,  Models  515,  517  and  519;  and 

Whereas,  the  applicant  has  failed  to  provide  a  location 
where  this  appliance  could  be  tested,  though  duly  notified 
to  do  so. 

Resolved,  that  this  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


THE  RESOLUTION— 

(146-31-SA) 

Whereas,  Pressure  Oil  Burners,  Inc.,  owner,  filed 
March  27,  1931,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals  for  approval  of  the  device  known  as  the 
Pressure  Oil  Burner,  Models  A,  B,  and  C;  and 

Whereas,  this  burner  was  submitted  to  the  fire  de¬ 
partment  for  test  and  report  and  the  report  of  the  chief 
of  the  Bureau  of  Fire  Prevention,  dated  August  1,  1931, 
recommended  the  approval  of  the  device;  and 

Whereas,  the  device  was  approved  by  the  board  Sep¬ 
tember  15,  1931  and  applicant  requested  the  marketing  of 
the  burner  under  the  additional  names,  Metro-Pressure 
Oil  Burner,  Models  A,  B  and  C,  and  Continental  Oil 
Burner,  Models  A,  B  and  C. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Pressure  Oil 
Burner,  Models  A,  B  and  C,  for  use  in  domestic  and  com¬ 
mercial  installations  when  installed  in  accordance  with 
the  Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  that  this  burner  may  be  marketed  under  the  name 
of  Continental  Oil  Burner,  Models  A,  B  and  C,  and  Metro- 
Pressure  Oil  Burner,  Models  A,  B  and  C,  on  condition 
that  under  whatever  name  marketed  each  burner  shall  bear 
label,  permanently  affixed  thereto,  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  146-31-SA. 


21-36-SA. 

APPLICANT — Herco  Oil  Burner  Corporation,  owner. 

SUBJECT — Application  for  reopening — Herco  Oil  Burner, 
Models  R-15  and  R-35 — amendment  of  resolution 
to  include  additional  name. 

APPEARANCES— 

For  Applicant :  David  Kaufman. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


146-31-SA. 

APPLICANT — Pressure  Oil  Burners,  Inc.,  owner. 
SUBJECT — Application  for  reopening — Pressure  Oil 
Burner — amendment  of  resolution  to  include  ad¬ 
ditional  names. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(21-36-SA) 

Whereas,  Herco  Oil  Burner  Corporation,  owner,  filed 
January  28,  1936,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals,  for  approval  of  the  device  known  as  the 
Herco  Oil  Burner,  Models  R-15  and  R-35 ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  gun  type  and  consists  of  the  following  as¬ 
sembly  : 

A  Century  1/6  H.P.  motor. 

A  Sirocco  type  fan. 

Monarch  nozzle. 

Either  a  Viking  Monarch  fuelstat  consisting  of  a 
Viking  Pump,  Monarch  steamer  and  regulating  valve 
or  a  Tuthill  fuel  unit,  which  has  already  been  ap¬ 
proved  by  the  board. 

Ignition— electric,  Jefferson  transformer. 
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Controls — Minneapolis  -  Honeywell  Protecto  -  Relay 
Type  R-114-A  and  Minneapolis-Honey  well  Aquastat. 

With  the  oil  supply  shut  off  in  the  cold  combustion 
chamber  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  off  the  burner  in  83  and  88 
seconds,  respectively.  The  burner  then  was  put  into 
operation  under  normal  conditions  for  approximately 
45  minutes.  Controls  were  again  tested  and  found  to 
function  properly.  During  the  period  of  test  there 
were  no  flarebacks  and  the  flame  was  clean  and  free  of 
smoke  and  soot.  Examination  of  the  combustion  cham¬ 
ber  showed  no  undue  carbon  deposits. 

The  models  submitted  differ  only  as  to  capacity, 
R-15  using  gals,  per  hour  and  R-35  eight  gals, 
per  hour. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  these  burners,  Models  R-15  and  R-35,  be 
approved  for  domestic,  industrial  and  commercial  uses, 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals 
on  July  12,  1935,  for  fuel  oil  not  heavier  than  No.  3. 

and 

Whereas,  the  device  was  approved  by  the  board  March 
31,  1936  and  the  owner  through  its  agent  David  Kaufman 
requested  the  addition  of  the  name  Shur-Heat. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Herco  Oil  Burner, 
Models  R-15  and  R-35,  for  use  in  domestic  and  commer¬ 
cial  installations,  with  fuel  oil  not  heavier  than  No.  3  when 
installed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals,  that  this  burner  may 
also  be  marketed  under  the  name  of  Shur-Heat  Oil  Burner, 
Models  R- 15,  and  R-35  on  condition  that  under  whichever 
name  marketed  this  oil  burning  device  shall  bear  a  label 
permanently  attached  thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  21-36-SA. 


178-35-SA. 

APPLICANT — David  Kaufman,  for  The  Gould  Oil 
Burner  Co.,  owner. 

SUBJECT — Application  for  reopening — Gould  Automatic 
Oil  Burner — amendment  of  resolution  to  include 
additional  name. 

APPEARANCES— 

For  Applicant :  David  Kaufman. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(178-35-SA) 


Whereas,  David  Kaufman,  for  The  Gould  Oil  Burner 
Company,  owner,  filed  June  25,  1935,  an  application  with 
the  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Gould  Automatic  Oil  Burner;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  Board  and 
of  the  representatives  of  the  Bureau  of  Combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  char 


of  Bureau  of  Combustibles,  was  substantially  as  follows: 

The  oil  burner  was  installed  in  a  steam  boiler  used 
for  heating  purposes.  The  burner  is  of  the  mechanical 
draft  pressure  atomizing  gun  type,  and  consists  of  the 
following  parts : 

Century  1/12  H.  P.  motor;  Torrington  fan;  Viking 
pump ;  Detroit  Lubricator  Strainer  and  Pressure  reg¬ 
ulating  and  relief  valve  and  Monarch  nozzle. 

Ignition — Electric.  Webster  transformer  110  to  10.- 
000  volts. 

Controls — Minneapolis-Honeywell  Protectorelay  R- 
117-3;  Minneapolis-Honeywell  Pressuretrol  L-404. 

With  a  cold  combustion  chamber,  and  the  oil  supply 
shut  off,  the  burner  and  controls  were  operated  and  on 
two  successive  tests,  shut  the  burner  down  in  93  and 
95  seconds,  respectively.  The  burner  was  then  put  into 
normal  operation  for  a  period  of  approximately  40 
minutes,  and  the  controls  tested  under  actual  working 
conditions.  At  no  time  during  the  test  were  there  any 
puff  backs  due  to  faulty  ignition.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  deposits 
and  the  flame  was  clear  and  free  of  soot. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Gould  Automatic  Oil  Burner  be  ap¬ 
proved  _  for  domestic,  commercial  and  industrial  use 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals 
on  June  15,  1934,  with  fuel  oil  not  heavier  than  No.  3; 

and 

Whereas,  this  device  was  approved  by  the  board  at  its 
meeting  July  16,  1935,  on  certain  conditions,  and  applicant 
requested  permission  to  market  this  device  under  additional 
names  as  the  Associated  Oil  Burner  and  the  Fine-Glo  Oil 
Burner,  and  made  a  further  request  for  marketing  of  these 
burners  as  Draft-Rite  and  Thompson-Gould  Oil  Burner; 
and  now  requests  permission  to  market  as  the  Heat-O- 
Matic. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Gould  Automatic 
Oil  Burner,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and  Ap¬ 
peals,  and  when  used  with  fuel  oil  not  heavier  than  No.  3 
for  domestic,  commercial  and  industrial  use,  on  condition 
that  there  shall  be  permanently  attached  to  each  burner 
installed  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  178-35-SA. 

Resolved  further,  that  this  burner  may  also  be  mar¬ 
keted  under  the  name  of  Associated  Oil  Burner,  Fine-Glo 
Oil  Burner,  Draft-Rite  Oil  Burner,  Thompson-Gould  Oil 
Burner  and  Heat-O-Matic  Oil  Burner,  on  condition  that 
under  whatever  name  herein  permitted  the  burner  is  mar¬ 
keted,  each  burner  installed  shall  bear  the  required  label 
worded  as  indicated. 


369-33-SA. 

APPLICANT — S.  K.  Company,  Inc.,  owner. 

SUBJECT — S.  K.  Oil  Burner,  Model  F — amendment  of 
resolution  to  include  Model  G. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  Tp  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . 4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(369-33-SA) 

Whereas,  S-K  Company,  Inc.,  owner,  filed,  December  7, 
1933,  an  application  with  the  Board  of  Standards  and  Ap- 
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peals  for  approval  of  the  device  known  as  the  S-K  Oil 
Burner,  Model  F ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and  the  device  was  approved 
for  use  in  domestic  installations  and  applicant  requested 
an  amendment  of  the  resolution  to  include  commercial 
and  industrial  uses  and  under  date  of  April  8,  1936,  re¬ 
quested  the  approval  of  Model  G;  and 

Whereas,  the  device  was  again  referred  to  the  engineer 
of  the  board  and  the  bureau  of  combustibles  of  the  fire 
department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board,  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  dated  April  27,  1934,  was  substan¬ 
tially  as  follows : 

The  burner  is  identical  with  the  burner  described  in 
report  of  January  24,  1934,  submitted  to  Mr.  Murdock, 
chairman  of  the  Board  of  Standards  and  Appeals,  for 
its  approval  in  domestic  installations. 

The  burner  installed  at  these  premises  for  commer¬ 
cial  use  differs  in  no  respect  from  that  which  the 
undersigned  had  tested  and  approved  on  above  date. 

Therefore,  we  recommend  that  the  S-K  Oil  Burner, 
Model  “F”,  be  approved  for  industrial  and  commer¬ 
cial  use,  when  installed  in  accordance  with  the  pro¬ 
visions  of  the  Fuel  Oil  Rules  adopted  by  the  Board  of 
Standards  and  Appeals. 

We  further  invite  your  attention  to  the  fact  that  this 
oil  burner  has  been  approved  by  the  National  Board 
of  Fire  Underwriters  on  September  9,  1933.  Under¬ 
writers  file,  M.  P.  251,  Guide  No.  300-10-4;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  of  the  fire  department,  dated  May  19,  1936, 
was  substantially  as  follows : 

This  burner,  Model  G,  is  of  the  mechanical  draft 
pressure  atomizing  gun  type,  and  consists  of  the  fol¬ 
lowing  assembly. 

Century  1/6  H.P.  motor;  Sirocco  type  fan;  Webster 
unit,  consisting  of  pump,  regulating  valve  and  strain¬ 
er,  and  uses  either  a  Monarch  or  Hart  Nozzle. 

Ignition — Electric,  Webster  transformer. 

Controls — Minneapolis  Honeywell  Protectorelay,  R- 
117-3  and  Minneapolis  Honeywell  Pressuretrol  Model 
L-404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  into  .operation  and  the 
controls  operated  and  shut  the  burner  down  in  80  sec¬ 
onds.  The  burner  was  then  put  into  normal  operation 
for  approximately  45  minutes.  During  the  period  of 
test,  there  were  no  flare  backs  and  the  flame  was  free 
and  clear  of  smoke.  Examination  of  the  combustion 
chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  above  mentioned  oil  burner,  be  ap¬ 
proved  for  domestic,  industrial  and  commercial  use 
when  installed  in  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals  with  fuel  oil  not  heavier  than  No. 
3,  U.  S.  Dept,  of  Commerce  Standards. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  S.  K.  Oil  Burner, 
Models  F  and  G  for  use  in  domestic,  commercial  and  in- 
diistrial  installations  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Appeals 
and  when  used  with  fuel  oil  not  heavier  than  No.  3,  on 
condition  that  each  burner  installed  shall  bear  a  label  per¬ 
manently  affixed  thereto  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  369-33-SA. 


1 10-36-SA. 

APPLICANT — Mohawk  Oil  Burner  Mfg  Co.,  owner. 
SLBJECT — Mohawk  Oil  Burner,  Model  A,  approval  of. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(1 10-36-SA) 

Whereas,  Mohawk  Oil  Burner  Mfg.  Co.,  owner,  filed 
April  23,  1936,  an  application  with  the  Board  of  Standards 
and  Appeals,  for  approval  of  the  device  known  as  the 
Mohawk  Oil  Burner,  Models  A  and  H;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  Board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  was  substantially  as  follows: 

The  one  tested  was  Model  A.  This  burner  is  of  the 
mechanical  draft  pressure  atomizing  gun  type;  and 
consists  of  the  following  assembly:  Century  1/6  H.  P. 
Motor;  Torrington  fan,  3  in.  by  5  in.;  Webster  Fuel 
Unit,  consisting  of  strainer,  pump  and  regulating 
valve,  and  a  Ballofett  nozzle. 

Ignition — electric,  Webster  transformer. 

Controls — Minneapolis-Honeywell  Protectorelay,  R- 
117-3  and  Minneapolis-Honeywell  Pressuretrol  Model 
L-404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  into  operation  and  the 
controls  operated  and  shut  the  burner  down  in  103 
seconds.  The  burner  was  then  put  into  normal  op¬ 
eration  for  approximately  45  minutes.  During  the  pe¬ 
riod  of  test  there  were  no  flare  backs  and  the  flame 
was  free  and  clear  of  smoke.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  depos¬ 
its. 

Model  H  is  the  same  as  Model  A,  with  the  excep¬ 
tion  that  the  fan  is  6  in.  x  4  in.  and  the  pump  deliv¬ 
ers  36  gallons  of  oil  per  hour,  but  this  model  was  not 
inspected  and  tested. 

As  a  result  of  this  inspection  and  test  it  is  recom¬ 
mended  that  the  Mohawk  Oil  Burner  Model  A  be  ap¬ 
proved  for  domestic  industrial  and  commercial  use 
when  installed  in  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals  with  fuel  oil  not  heavier  than  No.  3, 
U.  S.  Dept,  of  Commerce  Standard. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Mohawk  Oil  Burner 
Model  A  for  domestic,  commercial  and  industrial  installa¬ 
tions,  when  installed  in  accordance  with  the  oil  burner 
rules  of  the  Board  of  Standards  and  Appeals,  for  use  with 
fuel  oil  not  heavier  than  No.  3  U.  S.  Department  of  Com¬ 
merce  Standards,  and  that  there  shall  be  permanently  at¬ 
tached  to  each  burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  1 10-36-SA. 


Adjourned,  4:45  p.m. 


668 


Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  19,  1936,  as  they  appeared 
in  Bulletin  No.  21,  Vol.  XXI,  are  hereby  corrected  to  read 
as  follows : 

(101-32-BZ) 

Whereas,  this  application  affecting  premises  2871  Bailey 
avenue,  west  side,  107.59  ft.  south  of  West  230th  street 
(Block  No.  3264,  Lot  No.  79  and  part  of  Lot  No.  70), 
Borough  of  The  Bronx,  was  filed  February  29,  1932,  and 
a  variation  granted  under  section  21  for  the  erection  of 
a  garage  for  more  than  5  motor  vehicles,  plans  approved 
July  8,  1932,  for  a  colony  of  individual  garages,  office  and 
grease  pits,  on  part  of  Lot  70  only,  on  September  23,  1932, 
modified  plans  were  approved,  on  November  14,  1933;  the 
application  was  reopened  for  consideration  as  to  the  inclu¬ 
sion  of  a  gasoline  service  station,  and  on  January  23,  1934, 
a  variation  wras  granted  permitting  two  gasoline  pumps  and 
two  tanks  for  use  on  premises  only,  no  gasoline  to  be  sold 
to  the  public.  On  March  5,  1935,  this  application  was  re¬ 
opened  for  consideration  as  to  an  open  air  parking  space 
for  more  than  5  motor  vehicles,  gasoline  station,  repair 
shop  and  parking,  in  addition  to  the  variations  previously 
granted.  This  application  was  denied  September  17,  1935 ; 
and 

Whereas,  Samuel  Greenbaum,  for  Thema  Rosen, 
owner,  requested  a  reopening  of  the  case  to  permit  under 
section  7H  of  the  building  zone  resolution  in  a  business 
use  district  the  parking  and  storage  of  more  than  5  motor 
vehicles  on  a  lot  or  plot  unbuilt  upon  for  a  period  not 
greater  than  two  (2)  years;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  February  18,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  19,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bailey  avenue  is  in  a  busi¬ 
ness  and  residence  district;  Exterior  street  is  in  an  unre¬ 
stricted  district  and  West  230th  street  is  in  a  business  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  October  8,  1935,  reads : 

“Your  request  of  October  7,  1935,  for  a  certificate 
of  occupancy  for  Mrs.  Thema  Rosen,  owner,  for 
an  open  air  station  for  the  parking  of  more  than 
five  (5)  motor  vehicles  on  plot  at  2871  Bailey  Ave¬ 
nue,  west  side,  107.59  ft.  south  of  West  230th  Street, 
in  the  Borough  of  The  Bronx,  170.77  ft.  frontage, 
part  of  Lots  70-79,  Block  3264,  is  hereby  denied,  as 
the  premises  are  located  in  a  business  district  in 
which  the  parking  or  storage  of  more  than  five  (5) 
motor  vehicles  on  said  premises  is  prohibited  by  the 

* Correction — the  words  “on  part  of  lot  70  only”  added 
in  line  8  and  the  words  “gasoline  station,  repair  shop  and 
parking”  added  in  line  16  of  resolution. 


provisions  of  the  building  zone  resolution.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  282.77  ft.  and  a  maximum  depth  of 
206  ft.;  upon  the  south  portion  (112  ft.)  of  the  plot  there 
are  located  50  individual  garages.  It  is  proposed  to  use 
the  north  portion  of  the  plot  having  a  frontage  of  170.77 
ft.  as  a  parking  space  for  more  than  5  motor  vehicles  for 
a  period  not  greater  than  2  years ;  and 

Whereas,  the  plot  had  been  previously  inspected  by  a 
committee  of  the  board;  and 

Whereas,  the  board  is  empowered  under  section  7 H 
of  the  building  zone  resolution  to  permit,  where  it  sees  fit, 
the  parking  or  storage  of  more  than  5  motor  vehicles  on 
a  lot  or  plot  unbuilt  upon  for  a  period  not  greater  than 
2  years ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  7H 
of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  7H,  for  a  period  of  2  years' from  the  date  of  this 
action,  to  permit  the  plot  consisting  of  the  northerly 
portion  of  Lot  70  and  Lot  79,  now  vacant  and  unbuilt 
upon,  to  be  used  for  parking  and  storage  of  automobiles, 
on  condition  that  the  plot  shall  be  graded  substantially 
to  the  level  of  Bailey  avenue ;  that  there  shall  be  con¬ 
structed  on  the  rear  line  parallel  to  the  New  York  Cen¬ 
tral  right-of-way  a  concrete  retaining  wall  of  sufficient 
height  to  protect  the  right-of-way;  that  this  plot  shall 
be  drained  toward  Bailey  avenue ;  that  there  shall  be 
erected  on  or  near  the  rear  line  and  on  the  interior  lot 
lines  and  on  the  front  building  line  along  Bailey  avenue 
a  substantial  wooden  fence  not  less  than  4  ft.  in  height 
and  kept  painted;  that  no  portion  of  the  plot  shall  be 
used  for  parking  within  25  ft.  of  the  northerly  garages; 
that  the  plot  shall  be  covered  with  gravel  or  steam  cin¬ 
ders  ;  that  there  shall  be  not  over  one  opening  to  the 
proposed  parking  space  located  approximately  in  the 
center  of  the  parking  area  at  the  Bailey  avenue  building 
line  with  a  curb  cut  opposite  not  exceeding  25  ft.  in  width ; 
that  no  cars  shall  be  permitted  to  be  parked  or  stored  other 
than  those  which  are  in  good  mechanical  condition,  capable 
of  being  operated ;  that  pleasure  vehicles  only  shall  be  so 
stored  or  parked ;  that  any  lights  for  illumination  shall  be 
on  standards  with  metal  reflectors  reflecting  downwardly 
and  toward  the  parking  space;  that  no  part  of  this  park¬ 
ing  space  shall  be  used  for  any  use  than  herein  permitted ; 
that  sufficient  wide  lanes  shall  be  maintained  at  all  times 
to  permit  entrance  and  exit;  that  signs  shall  be  restricted 
solely  to  one  sign  on  the  front  of  the  property  advertising 
its  use  as  a  parking  lot  and  with  the  rates  to  be  charged ; 
that  no  structure  shall  be  erected  on  the  parking  area  ex¬ 
cept  a  small  office  for  the  attendant;  that  the  existing 
grease  pits,  if  located  within  the  parking  area,  shall  be 
removed ;  that  all  permits  shall  be  obtained  within  three 
months. 


NOTICE 


Applications,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

.!•  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  SO  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  pounds 

3  inches .  5  1/5  9j4  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33^4  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we  ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


\l/i  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2 inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3}4  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4^4  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1J4  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2y2  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3^4  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4J4  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights: 


Diameters  Weights 


1  Vz  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

"Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of . 

5  feet  of . 

2  feet  of . 

2  feet  of . 

. .  iy  inch  pipe 

. .  3  inch  pipe 

38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
"wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  "D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 

Diameters 

Weights  per 
Linear  Foot 

\Ya  inch  (for  flush  pipes  only) . 

1  y2  inches  . 

2  inches  . 

3  inches  . 

4  and  4 y2  inches . 

40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
atter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

5^.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 

of 

Pipe 

Fall 

Inch  per  Foot 

Fall 

*4  Inch  per  Foot 

3 . 

1,500  square  feet 

4 . 

3,200  square  feet 

5 . 

6,000  square  feet 

6 . 

10,000  square  feet 

7 . 

15,600  square  feet 

8 . 

22,500  square  feet 

9 . 

....25,000  square  feet 

31,500  square  feet 

10 . 

59,000  square  feet 

12 . 

98,000  square  feet 

75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 


not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1*4  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1^4  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter ;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1 1/2  inch  branches  on  a  1 J4  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7- ll/2  inch  branches  on  a  2  inch  main  branch. 

2-2  ) 

A  \l/i  j  inch  branches  on  a  2  inch  main  branch. 
1  -2  / 

:  n/  inch  branches  on  a  2  inch  main  branch. 

0-I72  ) 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

\l/2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1 J/2)  'inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(J4)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  _  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1J4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1%  inches  in  diameter 
nor  larger  than  \y2  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  fioor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  fioor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148..  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixture*. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (34)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe ; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 

Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1J 4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  _  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Diameters 

Weights  per 
Linear  Foot 

34  inch . 

34  inch . 

34  inch . 

1  inch . 

134  inch . 

134  inch . 

2  inch . 

234  inch . 

3  inch . 

334  inch . 

4  inch . 

No  pipe  allowed  of  less  than  34  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

Vs 

inch . 

.  26 

feet 

3 

V2 

inch . 

.  36 

feet 

6 

V4 

inch . 

.  60 

feet 

20 

1 

inch . 

.  80 

feet 

35 

inch . 

.  110 

feet 

60 

lA 

inch . 

.  150 

feet 

100 

2 

inch . 

.  200 

feet 

200 

2/z 

inch . 

.  300 

feet 

300 

3 

inch . 

.  450 

feet 

450 

VA 

inch . 

.  500 

feet 

600 

4 

inch . 

.  600 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  cr 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  A  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes ; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information: 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follow’s : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and  : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 


Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 


Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1/4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

l-2^-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA — Kennedy  2j4-inch  Hose  Outlet  Valve,  Type 
“A". 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No. 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158-35-SA — Easy  way  Space  Heater,  Models  CRL19, 
CRN17,  CSP27,  and  CSP19. 


159-35-SA — Easy  way  Water  Heater,  Models  H.W.l  and 
H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 

216-35-SA — Vac-O- Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

24-36-SA — Weco  Multi  Oil  Burner,  Low  Pressure  Type. 
93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

112-36-SA — Perfect  Automatic  Oil  Burner  (Gun  Type), 
Models  A  and  G,  Nos.  1,  2  and  3. 

119-36-SA — Teesdale  Baramatic  Damper. 

125-36-SA- — Flex-O-Gas  Oil  Burner  for  Pressing  Ma¬ 
chine,  Model  T2. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
appeal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order ;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 
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CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given _ 

Docket. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan, 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  anv, 
and  will  be  called  in  Room  1013,  Monday ,  June  8,  1936, 
at  2  o  clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  June  15,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


Certiorari  Order  Served  on  Board. 
Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 


The  Hearing  Calendar. 


Minutes  of  Regular  Meeting,  June  2,  1936,  at  10  A.  M„ 
Affecting  Calendar  Numbers  191-34-BZ,  52-36-BZ,  352- 
29-BZ,  138-36-BZ,  339-35-BZ  and  68-36-BZ. 


Minutes  of  Regular  Meeting,  June  2,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  349-35-BZ,  937-26-BZ 
141-33-BZ,  528-31-BZ,  77-32-BZ,  69-36-BZ,  74-36-A, 
75-36-A,  76-36-A,  77-36-A,  78-36-A,  131-36-A,  304-35-A, 
130-36-A,  133-36-A,  163-36-A,  164-36-A,  283-35-A,  105- 
36 -A,  307-34-A  and  24-36-SA. 


Standpipe-Fireline  Rules. 


Approved  Fuel  Oil  Pumps. 
Reserve  Calendar. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  June  3,  1936 

Cal.  No.  Department  Premises  Affected 

i  S4-36-A  . D.B.B . 1410  Rockaway  parkway,  north 

side,  170  ft.  west  of  Glen- 
wood  road  (Block  8165,  Lot 
58),  Borough  of  Brooklyn, 
Decision. 


1 55-36-BZ  DB.B . 258-280  Lott  avenue,  540-554 

.  Christopher  street,  south¬ 
west  corner  and  821-835 
Stone  avenue  (Block  3855, 
Lots  10  and  17),  Borough 
of  Brooklyn, 

Applic.  6353-36. 


156-36-BZ . D.B.B . 1932-1938  Coney  Island  ave¬ 

nue  and  1011-1019  Avenue 
P,  northwest  corner  (Block 
6617,  Lot  45),  Borough  of 
Brooklyn,  Applic.  6423-36. 


157-36-BZ . D.B.B . 6508  Sixth  avenue,  northwest 

corner  of  66th  street  (Block 
5828,  part  of  Lot  32),  Bor¬ 
ough  of  Brooklyn, 

Applic.  3619-36. 


158-36-BZ . D.B.Q . South  side  of  Austin  street, 

180  ft.  east  of  Lefferts 
boulevard  (Block  3338,  Lot 
25),  Kew  Gardens,  Borough 
of  Queens, 

Viol.  38-36  &  Decision. 


159-36-BZ . D.B.M . 245-259  West  41st  street,  north 

side,  100  ft.  east  of  Eighth 
avenue  (Block  1013,  Lot  3), 
Borough  of  Manhattan, 

Applic.  76-36. 


160-36-SA . F.D . Silent  Glow  Sealdheet  Oil 

Burner,  Model  SH, 

Appliance. 


161- 36-A . D.B.M . 38-68  West  43rd  street,  1110- 

1116  Sixth  avenue,  southeast 
corner  and  31-45  West  42nd 
street  (Block  1258,  Lot  9), 
Borough  of  Manhattan, 

Applic.  1078-36. 

162- 36-BZ . D.B.Bx . 1335  Jerome  avenue,  west 

side,  164.09  ft.  north  of 
Clark  place  (Block  2856, 
Lots  53-56) ,  Borough  of 
The  Bronx, 

N.B.  72-34  (as  amended). 


163-36- A . D.B.B . 1015-1021  East  New  York 

avenue,  northwest  corner  of 
Rochester  avenue  (Block 
1420,  Lot  41),  Borough,  of 
Brooklyn,  Decision. 


164-36-A . D.B.B . 4202-4230  New  Utrecht  ave¬ 

nue,  east  side  of  10th  ave¬ 
nue  from  42nd  street  to 
43rd  street  (Block  5596,  Lot 
1),  Borough  of  Brooklyn, 
Decision. 


Restored  to  Calendar 

937-26-BZ . D.B.B . 530-542  East  95th  street,  north¬ 

west  corner  of  Linden 
boulevard  (Block  4715,  Lots 
48-53),  Borough  of  Brook¬ 
lyn, 

Applic.  5045-36. 


141-33-BZ . D.B.Q . Northwest  corner  of  Farmers 

boulevard  and  143rd  road 
(Block  3238,  Lot  109),. 
Springfield,  Borough  of 
Queens, 

N.B.  490-33. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  May  28,  1936,  DeForest,  Cullom  &  Elder,  attorneys,  served 
on  the  Board  petition  and  order  for  certiorari,  on  behalf  of  The 
Babies  Hospital  of  The  City  of  New  York,  objector,  in  re  decision 
of  April  21,  1936,  reversing  decision  of  Commissioner  of  Buildings 
as  to  waiting  station  for  buses  at  premises  SSS-S57  West  167th  street 
and  1142-1 144  St.  Nicholas  avenue,  northeast  corner,  Borough  of 
Manhattan,  Cal.  No.  19-36-BZ. 


COURT  DECISIONS 

Peo.  ex  rel.  Bawnfawn  Hldg.  Co.  v.  Murdock— -January  21,  1936, 
Board  denied  gasoline  station  in  business  district,  under 
section  21,  Cal.  No.  240-3S-BZ;  premises  88-15  Queenr 
boulevard,  Woodside,  Borough  of  Queens.  Justic* 
Brennan  reversed  Board  (N.  Y.  L.  J.,  May  26,  1936/ 

*  *  * 

Eva  Rosenbush  vs.  Frank  C.  Keller,  Commissioner  of  Buildings — 
The  Commissioner  of  Buildings  of  Queens  issued  a 
permit  for  a  gasoline  station  believing  the  premises  to 
be  located  in  an  unrestricted  district.  The  Fire  De¬ 
partment  granted  permission  to  install  tanks  and  pumps 
on  the  basis  of  the  Building  Commissioner’s  permit.  On 
discovering  that  the  premises  were  and  had  been  at  the 
date  of  issuance  of  the  permit  in  a  business  use  dis¬ 
trict,  the  Commissioner  of  Buildings  revoked  the  per¬ 
mit.  In  the  meantime,  the  property  had  been  purchased 
by  one,  Eva  Rosenbush,  who  sought  mandamus  to  com¬ 
pel  the  Commissioner  of  Buildings  to  reinstate  the 
permit  on  the  ground  that  she  had  gone  ahead  with  part 
of  the  work  under  permits  both  from  the  Building  Com¬ 
missioner  and  the  Fire  Department.  The  Court  of 
Appeals  held:  “Appellant  was  not  entitled  to  resort  to 
the  remedy  of  mandamus  without  availing  herself  of  the 
right  to  appeal  to  the  Board  of  Standards  and  Appeals. 
That  Bpard  is  also  empowered  on  a  proper  application 
to  consider  the  argument  here  made  on  the  basis  of 
unnecessary  hardship.”  (May  26,  1936.) 

*  *  * 

In  re  Emigrant  Indus.  Sav.  Bank  (Board  of  Standards  and  Appeals) 
— July  16,  1933,  Board  denied  gasoline  station  in  busi¬ 
ness  district  under  section  21,  Cal.  No.  137-35-BZ; 
premises  113-123  West  51st  street  and  112-118  West 
52nd  street,  Borough  of  Manhattan.  Justice  Sheintag 
referred  matter  to  referee  (N.  Y.  L.  J.,  January  8, 
1936).  Appellate  Division  reversed  order  appointing 
referee  and  remitted  matter  to  Special  Term  (N.  Y.  L. 
J.,  June  1,  1936). 
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Peo.  ex  rel.  Arverne  Bay  Construction  Co.  v.  Murdock — July  3, 
1934,  Board  denied  gasoline  station  in  business  district 
under  section  21;  Cal.  No.  76-34-BZ;  premises  1868- 
1890  Linden  boulevard,  Borough  of  Brooklyn.  Justice 
Faber  confirmed  referee’s  report  reversing  Board  (Oc¬ 
tober  23,  1935).  Appellate  Division  reversed  Special 
Term  and  sustained  Board,  holding  that  relief,  if  any, 
should  be  achieved  through  appeal  to  the  legislative 
authority  which  created  the  zone  (N.  Y.  L.  J.,  April  4, 
1936).  Court  of  Appeals  affirmed  decision  of  Appellate 
Division  (N.  Y.  L.  J.,  June  3,  1936). 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules .  Mar. 

Concrete  Rules  (Hydrated  Lime)... June 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . May 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Ian. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . May 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. May 

Plumbing  Rules  .  June 

Procedure,  Rules  of .  Feb 

Refrigerating  Systems,  Extract  C.O. Apr. 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpine  Fireline  Rules . ! .  ..*.*!  June 

Structural  Alterations.  Reporting. .  .June 

Tank  Trucks,  Fuel  Oil,  etc . May 

tank  Trucks,  Gasoline,  etc . May 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


2,  1932— Vol.  17,  No.  31 
10,  1936— Vol.  21,  No.  10 

2,  1936— Vol.  21,  No.  22 

3,  1936— Vol.  21,  No.  9 

1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
28,  1935— Vol.  20,  No.  22 
28,  1936— Vol.  21,  No.  17 

26,  1936— Vol.  21,  No.  21 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 
19,  1936— Vol.  21,  No.  20 

27,  1934— Vol.  19,  No.  48 
26,  1936— Vol.  21,  No.  21 

2,  1936— Vol.  21,  No.  22 

25,  1936— Vol.  21,  No.  8 
21,  1936— Vol.  21,  No.  16 
19,  1936— Vol.  21,  No.  20 
12,  1936— Vol.  21,  No.  19 
9,  1936— Vol.  21,  No.  23 
7,  1932— Vol.  17,  No.  23 

26,  1936— Vol.  21,  No.  21 
26,  1936— Vol.  21,  No.  21 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . . Mar. 

Fireline  Hose  Valves . May 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.May 

Fuel  Oil  Pumps . June 

Paint,  Varnish  and  Lacquer  Spray- 

mg  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  . May 


5,  1935— Vol.  20,  No.  10 
26,  1936— Vol.  21,  No.  21 

5,  1936— Vol.  21,  No.  18 

26,  1936— Vol.  21,  No.  21 
19,  1936— Vol.  21,  No.  20 
9,  1936— Vol.  21,  No.  23 

26,  1935— Vol.  20,  No.  48 

26,  1936— Vol.  21,  No.  21 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  8,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

1552-21-BZ. 

APPLICANT — Alexander  H.  Rockmore,  for  Beatrice  R. 
Freeman,  owner. 

PREMISES — 718-720  Coney  Island  avenue,  west  side,  300 
ft.  in.  north  of  Cortelyou  road  (Block  No. 
5378,  Lot  No.  28),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  January  14,  1936), 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop  (previously  granted  by 
the  board  for  minor  repairs). 


37-36-BZ. 

APPLICANT — Nordlinger,  Riegelman  and  Cooper,  for 
Joseph  P.  Day,  Inc.,  owner. 

PREMISES — 2-12  Neptune  avenue,  southwest  corner  of 
Shore  boulevard  (Block  No.  7516,  Lot  No.  35), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 


TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  gasoline  service  station  and,  also,  the  parking 
of  more  than  five  (5)  motor  vehicles. 


80-36-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Ammek  Realty 
Corporation,  owner. 

PREMISES — 1398  Grand  Concourse  and  204  East  170th 
street,  southeast  corner  (Block  No.  2831,  Lot  No. 
48),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  of  part  of  the  first  story  of 
an  existing  multiple  dwelling  from  residence  to 
business  use  (stores). 

72-36-BZ. 

APPLICANT — Rosdniw  Company,  Inc.,  for  Estate  of 
Thomas  Snell,  owner,  The  Manufacturers  Trust 
Co.,  trustee. 

PREMISES — 322-332  Lexington  avenue  and  130  East  39th 
street,  southwest  corner  (Block  No.  894,  Lot  No. 
71),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7b  and  7c  of  the  building 
zone  resolution, 

TO  PERMIT  the  extension,  from  a  retail  use  district  into 
a  residence  use  district,  of  a  business  use  (store) 
on  part  of  the  first  story  of  a  residence  building. 


JUNE  9,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  9, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

CAL.  NO.  351-26-BZ — Application  of  Saul  Goldsmith,  appli¬ 
cant,  on  behalf  of  Edgemont  Realty 
Corporation,  owner,  reopened  March 
31,  1936,  under  sections  7b  and  21  of 
the  building  zone  resolution,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  extension  in 
height  of  an  existing  building  used  for 
business  purposes  (stores)  previously 
granted  by  the  board;  premises  178- 
186  Parkside  avenue  and  333-345 
Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of 
Brooklyn. 

cal.  no.  8-36-BZ — Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  137-02 
to  137-06  Jamaica  avenue,  southeast 
corner  of  Van  Wyck  avenue  (Block 
No.  1018,  Lot  No.  1),  Jamaica,  Bor¬ 
ough  of  Queens. 

cal.  no.  51-36-BZ — Application,  March  5,  1936,  under  sec¬ 
tions  7e  and  21  of  the  building  zone 
resolution,  of  Alfred  H.  Eccles,  appli¬ 
cant,  on  behalf  of  Isabelle  B.  Booth, 
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owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  and  also  a  gasoline  service 
station ;  premises  153-02  Hillside  ave¬ 
nue  and  87-61  153rd  street,  southeast 
corner  (Block  No.  838,  Lot  No.  13), 
Jamaica,  Borough  of  Queens. 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  64-36-BZ — Application,  March  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuel  Gardstein,  applicant,  on  be¬ 
half  of  Minnie  Levine,  owner,  to 
permit  in  a  residence  use  “E”  area 
district,  the  erection  and  maintenance 
of  a  multiple  dwelling  not  conforming 
with  the  requirements  of  an  “E”  area 
district;  premises  77-34  Austin  street, 
west  side,  305.55  ft.  north  of  Union 
turnpike  (Block  No.  3334,  Lot  No. 
292),  Forest  Hills,  Borough  of  Queens. 

cal.  no.  61-36-BZ — Application,  March  18,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Cromshow,  applicant,  on 
behalf  of  Abraham  B.  Cox,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  1235-1239  Second  avenue  and 
248-252  East  65th  street,  southwest 
corner  (Block  No.  1419,  Lot  Nos.  26 
and  28),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  9,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

305-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

130-36-A — 94  Bowery,  west  side,  50  ft.  8  in.  north  of 
Hester  street  (Block  No.  239,  Lot  No.  36), 
Borough  of  Manhattan. 

137-36-A — 115-117  West  45th  street,  north  side,  180  ft.  west 
of  Sixth  avenue;  3rd  and  4th  floors  (Block 

No.  998,  Lot  No.  24),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 


9,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  349-35-BZ — Application,  December  12,  1935,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Bulkley  and  Horton  Company, 
applicant,  on  behalf  of  T.  A.  Clarke 
Company  and  Gulf  Refining  Company, 
owners,  to  permit  in  a  business  district 
the  extension  of  an  existing  gasoline 
service  station;  premises  1119-1143  At¬ 
lantic  avenue  and  1296-1312  Bedford 
avenue,  northwest  corner  (Block  No. 
2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

cal.  no.  1149-24-BZ — Application  of  Herman  W.  J.  Brun- 
ing,  applicant  and  owner,  reopened 
May  19,  1936,  for  consideration  as  to 
extension  of  permit — re  Application, 
previously  granted  under  section  21  of 
the  building  zone  resolution,  permit¬ 
ting  in  a  residence  district  the  mainte¬ 
nance  of  an  existing  garage  for  six 
(6)  motor  vehicles  for  a  temporary 
period ;  premises  63-63J4  Schaeffer 
street,  west  side,  125  ft.  north  of  Bush- 
wick  avenue  (Block  No.  3421,- Lot  Nos. 
57  and  58),  Borough  of  Brooklyn. 

cal.  no.  352-29-BZ— Application  of  Leo  Pincus,  applicant, 
on  behalf  of  Rose  Chizner  Realty 
Corporation,  owner,  reopened  March 
10,  1936,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (application 
for  a  garage  for  more  than  five  (5) 
motor  vehicles  and  gasoline  service 
station  on  the  same  premises  previ¬ 
ously  denied  by  the  board)  ;  premises 
212-220  East  98th  street,  southwest 
corner  of  Kings  highway  (Block  No. 
4633,  Lot  No.  34),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 

MONDAY,  JUNE  15,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

70-36-BZ. 

APPLICANT — Edward  V.  Morand,  for  Carolernesto 
Realty,  Inc.,  and  Frank  Mazzetti,  owners. 
PREMISES— 2692-2708  Jerome  avenue,  east  side,  316.76 
ft.  north  of  East  Kingsbridge  road  (Block  No. 
3317,  Lot  Nos.  18,  19,  20,  21  and  22),  Borough  of 
The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  an  open  air  station  for 
the  parking  or  storage  of  more  than  five  (5)  motor 
vehicles. 

44-36-BZ. 

APPLICANT — Leon  Himmelfarbe,  for  First  Congrega¬ 
tional  Church,  owner. 
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(stores)  ;  premises  250-252  West  93rd 
street  and  2491-2495  Broadway,  south¬ 
west  corner  (Block  No.  1240,  Lot  Nos. 
52,  53  and  56),  Borough  of  Manhattan. 


PREMISES— 1-7  Gramercy  Park  South  (East  20th  street) 
and  245  Fourth  avenue,  southeast  corner  (Block 
No.  875,  Lot  Nos.  78  and  79),  Borough  of  Man¬ 
hattan. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  a  business  use  and  partly  in  a  resi¬ 
dence  use  district,  the  use  of  a  vacant  lot  for  the 
parking  or  storage  of  more  than  five  (5)  motor 
vehicles. 


42-36-BZ. 

APPLICANT — David  Kaufman,  for  Hartsing  Realty 
Corp.,  owner. 

PREMISES — 74-25  Almeda  avenue,  south  side,  180  ft.  west 
of  Barbadoes  drive  (Block  No.  519,  Lot  No.  1), 
Arverne,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  petroleum  storage  plant. 

106-36-BZ. 

APPLICANT — Milton  B.  Weissman,  for  Washton  Realty 
Corp.,  John  J.  Leavy  and  Margaret  B.  Leavy,  own¬ 
ers. 

PREMISES — 4-8  Mangin  street,  east  side,  75  ft.  north  of 
Grand  street  (Block  No.  321,  Lot  Nos.  29,  30  and 
31),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 


JUNE  16,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
St,a  u  .Al?peals  a  Pubhc  hearing  under  the  provisions 
e  building  zone  resolution,  Tuesday  morning,  June  16, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters  : 

cal.  no.  293-17-BZ — Application  of  Vendome  Service  Cor¬ 
poration,  applicant  and  lessee,  on  be¬ 
half  of  Estate  of  Julia  Cameron, 
owner,  City  Bank  Farmers  Trust  Co., 
trustee,  reopened  January  28,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district,  the  change  of  occupancy  of  an 
existing  building  from  a  business 
building  (previously  granted  by  the 
board)  to  a  motor  vehicle  repair  shop 
and  garage  for  more  than  five  (5) 
motor  vehicles;  premises  403-413  West 
124th  street,  north  side,  100  ft.  west  of 
Morningside  avenue  and  2-4  LaSalle 
place  (Block  No.  1965,  Lot  No.  22) 
Borough  of  Manhattan. 

cal.  no.  140-36-BZ— Application,  May  15,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Milbank,  Tweed,1  Hope 
and  Webb,  applicants,  on  behalf  of 
Improved  New  York  Properties  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district,  the  erection  and 
maintenance  of  a  business  building 


cal.  no.  424-19-BZ — Application  of  Edwin  H.  Snackenberg, 
applicant,  on  behalf  of  Henry  W.’ 
Newman,  owner,  reopened  September 
24,  1935,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  (previously  granted  by  the 
board),  so  as  to  include  a  gasoline 
service  station;  premises  2275-2291 
Bedford  avenue  and  2301-2309  Albe¬ 
marle  road,  northeast  corner  (Block 
No.  5110,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  66-36-BZ— Application,  March  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuel  Gardstein,  applicant,  on  be¬ 
half  of  Progressive  Synagogue,  owner, 
to  permit  in  a  residence  use  district 
the  extension  of  a  building  (church)  ; 
the  proposed  extension  not  conform¬ 
ing  with  “D”  area  requirements;  prem¬ 
ises  1515  46th  street,  north  side,  98  ft. 
east  of  15th  avenue  (Block  No.  5433, 
Lot  No.  72),  Borough  of  Brooklyn. 

cal.  no.  92-36-BZ  Application,  April  6,  1936,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products,  Inc., 
owner,  to  permit  in  a  business  use 
district  the  parking  or  storage  of  more 
than  five  (5)  motor  vehicles ;  premises 
109-131  West  50th  street,  north  side, 
and  110-130  West  5 1  st  street,  south 
side,  105  ft.  west  of  Sixth  avenue 
(Block  No.  1003,  Lot  No.  17),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  59-36-BZ  Application,  March  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Larry  Meltzer  applicant,  on  behalf 
of  May  L.  Haberle,  owner,  to  permit 
in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station;  premises  254-09  Hillside  ave¬ 
nue,  northeast  corner  of  Little  Neck 
parkway  (Block  No.  8766,  Lot  No.  1), 
Bayside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  16,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

131-36-A — 878-888  Coney  Island  avenue,  west  side,  200  ft 
6%  in.  south  of  Ditmas  avenue  (Block  No 
5403,  Lot  Nos.  21  and  24),  Borough  of  Brook- 


304-35-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

133-36-A — 2038  Bedford  avenue,  southwest  corner  of  Clark¬ 
son  avenue  (Block  No.  5064,  Lot  No.  57),  Bor¬ 
ough  of  Brooklyn. 
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Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
16,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board  : 

cal.  no.  191-34-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  The  Hermitage 
Corporation,  owner,  reopened  May  5, 
1936,  under  section  7 h  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years ;  premises 
2087  Boston  road,  west  side,  165.08 
ft.  south  of  East  180th  street  (Block 
No.  3137,  part  of  Lot  No.  20),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  52-36-BZ— Application,  March  9,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Benjamin  Hinerfeld,  Special  Dep¬ 
uty  Superintendent  of  Banks  of  the 
State  of  New  York,  for  Bank  of  Eu¬ 
rope  Trust  Company,  owner,  to  permit 
in  a  business  district  the  change  of 
occupancy  of  an  existing  building  to 
an  iron  and  wire  works ;  premises  218 
East  97th  street,  south  side,  285  ft. 
east  of  Third  avenue  (Block  No.  1646, 
Lot  No.  37),  Borough  of  Manhattan. 

cal.  no.  138-36-BZ— Application,  May  15,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Louis  Berger 
and  Sol  Berger,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station ; 
premises  1096-1098  Lafayette  avenue 
and  10-16  Patchen  avenue,  southwest 
corner  (Block  No.  1612,  Lot  Nos.  43 
and  44),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  22,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

88- 36-BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 

PREMISES— 3170-3178  Broadway  and  28-34  Tieman 
place,  southeast  corner  (Block  No.  1981,  Lot  No. 
65),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
.  resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  (for 
the  testing  of  brakes)  on  an  existing  gasoline 
service  station. 

89- 36-BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 


PREMISES — 2409  Jerome  avenue,  west  side,  275  ft.  north 
of  West  184th  street  (Block  No.  3199,  Lot  No. 
106),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  (for 
the  testing  of  brakes)  on  an  existing  gasoline 
service  station. 

90-36-BZ. 

APPLICANT— James  J.  Kearney,  for  Ludolph  Schneider, 
owner. 

PREMISES — 48-20  40th  street,  southwest  corner  of 
Greenpoint  avenue  (Block  No.  205,  Lot  No.  25), 
Sunnyside,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

94-36-BZ. 

APPLICANT — Delson,  Levin  and  Gordon,  for  Absar 
Realty  Company,  Inc.,  owner. 

PREMISES— 901  Walton  avenue,  west  side,  63.40  ft.  north 
of  East  161st  street  (Block  No.  2476,  Lot  No.  91), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  from  residence  to  business  use  (stores)  and, 
also,  the  erection  of  a  small  extension  for  store 
use. 


JUNE  23,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  23, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  39-34-BZ — Application  of  Hlavac  and  Dlouhy, 
applicants,  on  behalf  of  Little  Neck 
Investors,  Inc.,  owner,  reopened  May 
19,  1936,  for  consideration  as  to  exten¬ 
sion  of  permit  and  amendment  of  reso¬ 
lution  of  June  26,  1934 — re  Applica¬ 
tion,  previously  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  residence  district  the 
change  of  occupancy  of  an  existing 
building  to  business  use  (restaurant) 
for  a  temporary  period  of  two  (2) 
years ;  premises  northwest  corner  of 
Pembroke  avenue  and  Westmoreland 
street  (Block  No.  4118,  Lot  No.  221), 
Little  Neck,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  23,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
23,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 


CALENDAR 


cal.  no.  141-33-BZ — Application  of  Archie  H.  Samuels,  ap¬ 
plicant,  on  behalf  of  Elsie  J.  Hassall, 
owner,  reopened  June  2,  1936,  for  fur¬ 
ther  hearing  by  Order  of  the  Court — 
re  Application,  under  sections  7f  and 

21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erec- 

tion  and  maintenance  of  a  gasoline 
service  station  (application  denied  un¬ 
der  section  21);  premises  northwest 
corner  of  Farmers  boulevard  and 
143rd  road  (Block  No.  3238,  Lot  No. 
109),  Springfield,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JUNE  2,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  May  26,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
May  26,  1936,  were  approved  as  printed  in  Bulletin  No.  22, 
Vol.  XXL 


BUILDING  ZONE  CASES 

191-34-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  The  Hermitage 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7 h  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  use 
of  a  plot  of  ground  as  a  parking  space  for  more 
than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years  (reopened  May  5,  1936). 
PREMISES  AFFECTED — 2087  Boston  road,  west  side, 
165.08  ft.  south  of  East  180th  street  (Block  No. 
3137,  part  of  Lot  No.  20),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Sidney  L.  Strauss,  Albert  H.  At- 
terbury  and  Simon  Osserman. 

For  Opposition:  Richard  M.  Manfried  and  Earl 

I.  Gallant. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


52-36-BZ. 

APPLICANT — Benjamin  Hinerfeld,  Special  Deputy  Su¬ 
perintendent  of  Banks  of  the  State  of  New  York, 
in  charge  of  Bank  of  Europe  Trust  Company  (in 
Liquidation),  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to  an 
iron  and  wire  works. 

PREMISES  AFFECTED — 218  East  97th  street,  south 
side,  285  ft.  east  of  Third  avenue  (Block  No.  1646, 
Lot  No.  37),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  T.  L.  McGannon,  Albert  S.  Hart¬ 
man  and  Leo  Bustin. 

For  Opposition  :  Henry  Weil,  William  W.  Wacht 
and  Joseph  Hantman. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 

352-29-BZ. 

APPLICANT— Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 


of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  (application  for  a 
garage  for  more  than  five  (5)  motor  vehicles  and 
gasoline  service  station  on  same  premises  previ¬ 
ously  denied  by  board;  reopened  March  10,  1936). 

PREMISES  AFFECTED — 212-220  East  98th  street,  south¬ 
west  corner  of  Kings  highway  (Block  No.  4633, 
Lot  No.  34),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Jack  Chizner. 

For  Opposition :  Samuel  Goldberg  and  S.  J.  Koff . 

ACTION  OF  BOARD — Laid  over  to  June  9,  1936,  at  2 
p.m.,  upon  request  of  owner’s  representative. 


138-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Louis  Berger 
and  Sol  Berger,  owners. 

SUBJECT — Request  for  preferential  hearing — re  Applica¬ 
tion  (re  decision  of  the  commissioner  of  build¬ 
ings)  under  sections  7c  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  ex¬ 
tension  of  an  existing  gasoline  service  station. 

PREMISES  AFFECTED — 1096-1098  Lafayette  avenue 
and  10-16  Patchen  avenue,  southwest  corner 
(Block  No.  1612,  Lot  Nos.  43  and  44),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD— Preferential  hearing  granted — 
calendar  call  waived  and  set  for  hearing  June  16, 
1936,  at  2  p.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  not  later 
than  June  5,  1936.  Such  notice  to  include  instruc¬ 
tions  to  property  owners  that  objections  or  con¬ 
sents  shall  be  filed  with  the  board  not  later  than 
lune  11,  1936. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


339-35-BZ. 

APPLICANT — Jacob  M.  Aufrecht,  for  William  A.  Ivis- 
sam,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 777-787  Metropolitan  avenue 
and  377  Humboldt  street,  northwest  corner  (Block 
No.  2760,  Lot  Nos.  28  and  29),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Jacob  M.  Aufrecht  and  William 
A.  Kissam. 
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For  Opposition :  William  Reich,  Joseph  M.  Don¬ 
ovan,  J.  F.  X.  Masterson,  Charles  Tilgner  and 


Patrick  La  Trace 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(339-35-BZ) 


Whereas,  Jacob  M.  Aufrecht,  for  William  A.  Kissam, 
owner,  filed  November  27,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service  station ; 
Premises:  777-787  Metropolitan  avenue  and  377  Humboldt 
street  (Block  No.  2760,  Lot  No.  28  and  29),  Borough  of 
Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application  by 
the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  June  2,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Metropolitan  avenue  is  in  a 
business  district ;  Humboldt  street  is  in  a  business  district ; 
Conselyea  street  is  in  a  business  district  and  Graham  ave¬ 
nue  is  in  a  business  district ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  1,  1936,  re  N.  B.  Application  No.  13- 
127-1935,  reads : 

“Proposed  gasoline  service  station  to  be  located  in  a 
business  use  district  is  contrary  to  Art.  II,  Sect.  4a  of 
zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Metropolitan  avenue  and  100 
ft.  3  in.  on  Humboldt  street ;  it  is  proposed  to  demolish  the 
frame  structures  now  on  the  site  and  to  erect  thereon  a  one 
story  office,  20  ft.  by  20  ft.  in  area  and  also  the  necessary 
tanks  and  pumps  for  a  gasoline  service  station ;  and 

Whereas,  the  premises  under  appeal  were  the  subject 
of  an  inspection  by  a  committee  of  the  board,  so  that  the 
board  might  be  informed  prior  to  the  hearing;  and 
Whereas,  there  is  an  entrance  to  a  public  school  within 
200  ft.  of  the  premises,  and  therefore  the  board  has  no 
jurisdiction  to  vary  under  section  21,  of  the  building  zone 
resolution ;  and 

Whereas,  the  board  deemed  that  applicant  had  also 
failed  to  substantiate  his  basis  of  appeal  under  section  21 
of  the  building  zone  resolution  and  was,  therefore,  not  en¬ 
titled  to  relief. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


68-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Joseph  P.  Day, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use,  “C”  area 
district  the  erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles  and,  also, 
the  omission  of  the  required  rear  yard. 
PREMISES  AFFECTED— 40-48  Brighton  11th  street 
(Hoff  street),  west  side,  314  ft.  11  in.  south  of 
Neptune  avenue  (Block  No.  7516,  Lot  No.  2386), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  M.  Lama  and  Irving  Pros¬ 
kauer. 

For  Opposition:  Joseph  P.  Byrne. 


ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(68-36-BZ) 

Whereas,  Lama  and  Proskauer,  for  Joseph  P.  Day,  Inc., 
owner,  filed  March  21,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  residence  use  “C”  area 
district  the  erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles  and,  also,  the  omission  of 
the  required  rear  yard;  premises:  40-48  Brighton  11th 
street  (Hoff  street),  west  side,  314  ft.  11  in.  south  of  Nep¬ 
tune  avenue  (Block  No.  7516,  Lot  No.  2386),  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application  by 
the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  June  2,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Brighton  11th  street  (Hoff 
street),  is  in  a  residence  and  business  use  and  “C”  area; 
Brighton  10th  street  is  in  a  residence  and  business  use  and 
“C”  area;  and  Neptune  avenue  is  in  a  business  use  and  “C” 
area ;  and 

Whereas,  the  original  decision  of  the  commissioner  of 
buildings,  was  rendered  March  10,  1936,  and  a  corrected  de¬ 
cision  was  rendered  May  28,  1936,  re  Applic.  No.  2630-1936 
and  the  decision  reads  : 

“Proposed  two-story  public  storage  garage  for  more 
than  five  motor  vehicles  to  be  located  in  a  residential 
district  and  in  “C”  area  district  without  a  legal  yard, 
are  contrary  to  Art.  II,  Sect.  3  and  Art.  IV,  Sect.  13 
of  zone  resolution.” 

and 

Whereas,  the  building  is  to  be  of  non-fireproof  construc¬ 
tion,  two  stories  in  height,  with  a  frontage  of  100  ft.  and  a 
depth  of  100  ft.  to  be  occupied  as  a  garage  for  more  than 
five  motor  vehicles;  it  is  also  proposed  to  omit  the  rear 
yard  required  under  the  building  zone  resolution  ;  and 

Whereas,  prior  to  May  10,  1928,  both  sides  of  Hoff 
street  (Brighton  11th  street)  to  north  of  Ocean  View  ave¬ 
nue,  was  in  an  unrestricted  district;  to  south  it  was  in  a 
business  district ;  on  May  10,  1928  Hoff  street  to  north  of 
Ocean  View  avenue  was  changed  to  business  use ;  on  Oc¬ 
tober  10,  1930,  Hoff  street  to  south  of  Neptune  avenue  was 
changed  from  business  to  residence  use;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board  recently,  in  order 
that  the  board  might  be  informed  prior  to  the  hearing;  and 

Whereas,  the  board  deems  that  the  applicant  is  entitled 
to  relief  under  section  21  of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  permitting  the 
erection  of  a  two-story  fireproof  storage  garage,  except 
that  the  roof  may  be  constructed  of  wood  beams  supported 
by  steel  girders,  on  condition  that  the  ceiling  under  the 
roof  shall  be  fire-retarded  in  accordance  with  the  rules  of 
the  Board  of  Standards  and  Appeals ;  that  the  garage  shall 
be  erected  substantially  as  indicated  on  plans  filed  with  this 
application,  except  as  to  rear  yard  requirements,  provided 
that  other  than  as  varied  herein  as  to  the  use  of  the  prem¬ 
ises,  the  building  shall  in  all  respects  comply  with  all  other 
requirements  of  the  zoning  resolution  and  all  laws,  rules 
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and  regulations  applicable  thereto;  that  the  gasoline  tanks 
installed  within  the  garage  shall  not  exceed  two  approved 
550  gallon  tanks  and  any  gasoline  pumps  installed  shall  be 
erected  inside  the  building  solely  for  the  servicing  of  auto¬ 
mobiles  of  the  occupants  and  tenants  thereof  and  not  for  a 
public  sale  of  gasoline  to  passing  automobilists ;  that  all 


permits  required  shall  be  obtained  and  all  work  completed 
within  one  year  from  the  date  of  this  resolution. 


Adjourned,  1:20  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JUNE  2,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

349-35-BZ. 

APPLICANT — Bulkley  &  Horton  Company,  for  T.  A. 
Clarke  Company,  and  Gulf  Refining  Company, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  ex¬ 
tension  of  an  existing  gasoline  service  station. 

PREMISES  AFFECTED — 1119-1143  Atlantic  avenue  and 
1296-1312  Bedford  avenue,  northwest  corner 
(Block  No.  2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  J.  Keating. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1936,  at  2 
p.m.,  for  further  consideration. 


937-26-BZ. 

APPLICANT — Evelyn  Grossman,  owner. 

SUBJECT — Application  for  reopening — restoration  to  the 
Calendar,  having  been  previously  withdrawn — re 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 530-542  East  95th  street,  north¬ 
west  corner  of  Linden  boulevard  (Block  No.  4715, 
Lot  Nos.  48  to  53  inclusive),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  restored 
to  Calendar,  subject  to  usual  procedure. 

THE  VOTE  TO  REOPEN  AND  RESTORE  TO  CAL¬ 
ENDAR— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


141-33-BZ. 

APPLICANT — Archie  H.  Samuels,  for  Elsie  J.  Hassall, 
owner. 

SUBJECT — Application  for  reopening — remitted  to  the 
board  by  the  Court  for  further  hearing — re  Appli¬ 
cation  (decision  of  the  superintendent  of  build¬ 
ings)  under  sections  7f  and  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 


PREMISES  AFFECTED — Northwest  corner  of  Farmers 
boulevard  and  143rd  road  (Block  No.  3238,  Lot 
No.  109),  Springfield,  Borough  of  Queens. 
APPEARANCES— 


For  Applicant :  Archie  H.  Samuels. 

ACTION  OF  BOARD — Reopened  by  Court  Order,  for 
the  board  to  review  testimony  before  the  Court 
that  was  not  before  the  board  and  to  reconsider 
previous  action  in  view  thereof ;  set  for  hearing 
June  23,  1936,  at  2  p.m.,  waiving  Calendar  Call 
and  new  determination  of  commissioner  of  build¬ 
ings. 

THE  VOTE  TO  REOPEN  AND  RESTORE  TO  CAL¬ 
ENDAR— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


528-31-BZ. 


APPLICANT — George  Wm.  Horr,  owner. 

SUBJECT — Application  reopened  May  12,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
previously  granted,  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 70-52  Kissena  boulevard, 

northwest  corner  of  70th  road  (Block  No.  2235, 
Lot  No.  1),  Flushing,  Borough  of  Queens. 
APPEARANCES— 


For  Applicant :  Jacob  Horr. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended,  permit  ex¬ 
tended. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 


(528-31-BZ) 

Whereas,  this  application  affecting  premises  70-52  Kis¬ 
sena  boulevard,  northwest  corner  of  70th  road  (Block  No. 
2235,  Lot  No.  1),  Flushing,  Borough  of  Queens,  was  grant¬ 
ed  by  the  board  March  18,  1932,  under  section  7,  subdivi¬ 
sion  F,  for  a  temporary  period  of  two  years,  on  certain 
conditions ;  and 

Whereas,  the  period  of  this  variation  was  extended  for 
a  further  period  of  two  years,  May  22,  1934,  and  owner 
requested  a  further  extension ;  and 
Whereas,  a  public  hearing  was  held  on  this  application  by 
the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  June  2,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  site  under  appeal  was  the  subject  of  a 
recent  inspection  by  a  committee  of  the  board,  which  found 
that  the  conditions  of  the  neighborhood  are  substantially 
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the  same  as  they  were  when  the  previous  permit  was 
granted  on  March  18,  1932,  and  in  view  of  the  previous 
action  declaring  this  an  undeveloped  area  within  the  mean¬ 
ing  of  section  7,  subdivision  F  of  the  building  zone  resolu¬ 
tion,  the  board  deems  that  the  permit  should  be  extended 
for  two  years  from  the  date  of  this  action  under  said 
section. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  May  22,  1934,  by  permitting 
the  extension  of  the  permit  for  a  further  period  of  two 
years  from  the  date  of  this  amended  resolution,  granted 
under  section  7,  subdivision  F,  on  condition  that  in  all  other 
respects  the  resolution  adopted  by  the  board  on  March  18, 
1932,  shall  be  complied  with. 


77-32-BZ. 

APPLICANT — Joseph  Lagana  and  Paul  Lagana,  owners. 

SUBJECT — Application  reopened  May  12,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
previously  granted,  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  dis¬ 
trict  the  maintenance  of  a  gasoline  service  station 
for  a  temporary  period  of  two  (2)  years. 

PREMISES  AFFECTED — Northeast  corner  of  Nassau 
boulevard  and  Utopia  parkway  (Block  No.  2785, 
Lot  No.  5),  Flushing,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  George  A.  Zahn. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended,  permit  ex¬ 
tended. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(77-32-BZ) 

Whereas,  this  application  affecting  premises  northeast 
corner  of  Nassau  boulevard  and  Utopia  parkway  (Block 
No.  2785,  Lot  No.  5),  Flushing,  Borough  of  Queens,  was 
granted  by  the  board  May  20,  1932,  under  section  7,  sub¬ 
division  F,  on  certain  conditions  for  a  temporary  period  of 
two  years ;  and 

Whereas,  the  resolution  of  May  20,  1932,  reads : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  7-F,  for  a  temporary  period  of  two  years, 
on  condition  that  all  pumps  shall  be  set  back  not  less 
than  10  ft.  from  the  building  line  of  Utopia  parkway 
and  Horace  Harding  boulevard ;  that  all  buildings 
erected  on  the  premises  for  accessory  uses  shall  be  lo¬ 
cated  towards  the  easterly  lot  line;  that  any  advertising 
signs  for  non-conforming  uses  shall  be  confined  to  the 
illuminated  globes  or  pumps  or  the  facades  of  the 
buildings  erected  on  the  premises,  and  that  all  permits 
shall  be  obtained  within  six  months  and  any  work  in¬ 
volved  shall  be  completed  within  nine  months  from  the 
date  of  this  action. 

and 

Whereas,  the  temporary  period  permitted  by  this  reso¬ 
lution  was  extended  April  3,  1934  and  the  owner  requests 
a  further  extension ;  and 

Whereas,  this  application  was  reopened  bv  vote  of  the 
board  May  12,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application  by 
the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  June  2,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 


Whereas,  the  site  under  appeal  was  the  subject  of  a 
recent  inspection  by  a  committee  of  the  board,  which  found 
that  conditions  are  substantially  the  same  as  they  were 
when  the  board  granted  the  permit  on  May  20,  1932,  and 
the  committee  recommends  that  in  view  of  these  facts  that 
the  application  for  the  extension  of  permit  be  granted;  and 
Whereas,  the  board  deemed  that  the  temporary  period 
should  be  extended. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  May  20,  1932,  to  extend  the 
permit,  under  section  7,  subdivision  F,  for  a  period  of  two 
years  from  the  date  of  this  amended  resolution,  on  condi¬ 
tion  that  in  all  other  respects  the  resolution  of  May  20, 
1932,  shall  be  complied  with. 


69-36-BZ. 

APPLICANT — William  P.  Hennessy,  Assistant  Engineer, 
Dept,  of  Public  Buildings  &  Offices,  for  City  of 
New  York,  owner. 

SLTBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7 a  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building  to  be  used 
as  carpenter  shop,  welding  shop,  asphalt  roller 
storage  and  storage  shed. 

PREMISES  AFFECTED — 5511-5629  19th  avenue,  north¬ 
east  corner  of  57th  street  (Block  No.  5495,  Lot 
No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  H.  Hudson  and  J.  W. 
McGrath. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  q 


THE  RESOLUTION— 

(69-36-BZ) 

Whereas,  William  P.  Hennessy,  Assistant  Engineer  of 
Department  of  Public  Buildings  and  Offices,  for  the  City 
of  New  York,  owner,  filed  March  20,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  a  building  to  be 
used  as  carpenter  shop,  welding  shop,  asphalt  roller  stor¬ 
age  and  storage  shed;  Premises:  5511-5629  19th  avenue, 
northeast  corner  57th  street,  (Block  No.  5495,  Lot  No.  1), 
Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application  by 
the  Board  of  Standards  and  Appeals,  at  its  regular  meet- 
mg,  June  2,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

\\  hereas,  the  use  district  maps  accompanying  the  build- 
lng  zone  lesolution  show'  that  19th  avenue  is  in  a  residence 
district;  57th  street  is  in  a  residence  district;  and  58th 
street  is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  commisisoner  of  buildings 
rendered  February  28,  1936,  re  App.  No.  16305,  reads: 

Proposed  carpenter  shop,  welding  shop,  asphalt 
roller  storage  and  an  open  storage  shed  to  be  located 
in  a  residential  district,  are  contrary  to  Art.  II,  Section 
3  of  the  zone  resolution.” 

and 

.  Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  414  ft.  7  in.  on  19th  avenue  and  112  ft.  10 
in.  on  57th  street,  upon  which  is  located  a  one-story  corru¬ 
gated  steel  (storage)  building  (60  by  100  ft.  in  area)  ;  it  is 
proposed  to  erect  at  the  rear  of  the  plot  a  one-story  rein¬ 
forced  concrete  structure,  163  ft.  by  34  ft.  in  area,  to  be 
used  by  the  Department  of  Highways  as  carpenter  shop 
welding  shop,  storeroom,  etc.;  and 
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Whereas,  it  appears  that  the  plot  in  question  has  been 
used  as  a  Department  of  Highways  Yard  continuously 
since  prior  to  1916;  and 

Whereas,  the  site  under  appeal  was  inspected  by  a  com¬ 
mittee  of  the  Board  on  May  28th,  1936,  and  the  committee 
deems  that  the  application  should  be  granted,  as  the  pro¬ 
posed  condition  is  far  superior  to  the  existing  one ;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  the  basis  of  his  application  and  the  board  is  em¬ 
powered  under  the  provisions  of  section  7,  subdivision  A 
of  the  building  zone  resolution  to  grant  a  variation  such  as 
is  herein  proposed. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section  7, 
subdivision  A  thereof,  permitting  the  erection  of  the  pro¬ 
posed  fireproof  building  to  be  occupied  as  a  carpenter  shop, 
welding  shop  and 'storage  for  equipment,  on  condition  that 
the  existing  frame  buildings  in  which  these  uses  are  now 
housed  shall  be  discontinued  and  that  all  such  equipment 
and  work  of  .this  nature  now  done  in  the  open  shall  be 
carried  on  within  the  proposed  building;  that  any  portion 
of  the  wall  or  fence  separating  the  premises  from  the 
cemetery,  now  consisting  of  wood  shall  be  replaced  with 
either  iron  or  concrete  similar  to  the  existing  wall  or  iron 
fence;  that  all  permits  required  shall  be  obtained  and  all 
work  completed  within  one  year  from  the  date  of  this 
action. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

74-36-A. 


APPLICANT — George  Stone,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 800  Lefferts  avenue,  south 
side,  34  ft.  6 in.  west  of  Schenectady  avenue  and 
849  East  New  York  avenue,  north  side,  25  ft.  4 
in.  west  of  Schenectady  avenue  (Block  No.  1429, 
Lot  Nos.  32,  36  and  43),  Borough  of  Brooklyn. 

APPEARANCES— 


Abraham  H.  Brodsky. 

Jerome  N.  Wanshel  and  E.  L. 


For  Applicant : 

For  Opposition  : 

Rayfiel. 

For  Administration:  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 

AC  I  ION  OF  BOARD — Placed  on  Reserve  Calendar 
pending  review  by  the  Court  on  the  Cameron  case 
(Cal.  No.  1-36- A). 


75-36-A. 


APPLICANT — Joseph  Stoy,  lessee. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— North  side  of  9th  street,  368 
ft.  east  of  Fifth  avenue  (Block  No.  1005,  Lot  No. 

\  P  P  E  A  RAN  CE^  °£  LOt  N°‘  S7')’  Borough  of  Brooklyn- 


For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  E.  L. 
Rayfiel. 

For  Administration:  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 
ACTION  OF  BOARD — Placed  on  Reserve  Calendar 
pending  review  by  the  Court  on  the  Cameron  case 
(Cal.  No.  1-36-A). 


76-36-A. 

APPLICANT — Walter  Davis,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 2363-2373  Bedford  avenue,  east 


side,  158  ft.  3)4  in.  south  of  Tilden  avenue  (Block 
No.  5135,  part  of  Lot  No.  53),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  E.  L. 
Rayfiel. 

For  Administration:  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 

AC  1  ION  OF  BOARD — Placed  on  Reserve  Calendar 
pending  review  by  the  Court  on  the  Cameron  case 
(Cal.  No.  1-36-A). 

77- 36-A. 

APPLICANT — Murray  Friedland,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1094-1104  Nostrand  avenue, 
northwest  corner  of  Maple  street  (Block  No.  5030, 
Lot  No.  45),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  E.  L. 
Rayfiel. 

For  Administration:  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 

AC  I  ION  OF  BOARD — Placed  on  Reserve  Calendar 
pending  review  by  the  Court  on  the  Cameron  case 
(Cal.  No.  1-36-A). 

78- 36-A. 

APPLICANT — Adolf  Gross,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 705-711  Franklin  avenue, 
northeast  corner  of  Park  place  (Block  No.  1231, 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  E.  L. 
Rayfiel. 

For  Administration:  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 
ACTION  OF  BOARD — Placed  on  Reserve  Calendar 
pending  review  by  the  Court  on  the  Cameron  case 
(Cal.  No.  1-36-A). 


131-36-A. 

APPLICANT — Edward  Cannon,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 878-888  Coney  Island  avenue, 
west  side,  200  ft.  6J4  in.  south  of  Ditmas  avenue 
(Block  No.  5403,  Lot  Nos.  21  and  24),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  E.  L. 
Rayfiel. 

For  Administration:  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 
ACTION  OF  BOARD — Laid  over  to  June  16,  1936,  at  2 
p.m.,  for  consideration  by  the  board.  No  further 
argument. 


304-35-A. 

APPLICANT — Lithuanian  Coal  Co.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  None. 

For  Administration :  Inspector  Hille,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1936,  at  2 
p.m. 
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130-36-A. 

APPLICANT — Benjamin  M.  Sylvan,  for  M.  S.  P.  Estates, 
Inc.,  owner. 

SUBJECT — Appeal  from  decisions  of  the  commissioner  of 
buildings  and  the  Board  of  Buildings. 
PREMISES  AFFECTED— 94  Bowery,  west  side,  50  ft. 
8  in.  north  of  Hester  street  (Block  No.  239,  Lot 
No.  36),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Benjamin  M.  Sylvan. 

For  Opposition:  Henry  Alexander,  George  G. 

Lake  and  Samuel  Rosenblum. 

For  Administration :  Assistant  Engineer  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1936,  at  2 
p.m.,  for  further  consideration. 


133-36- A. 

APPLICANT — Nathaniel  M.  Gallin,  for  Gallin  Realty  Co., 
Inc.,  et  al.,  neighboring  property  owners ;  Powell 
Garage  Co.,  Inc.,  owner  of  premises  under  appeal. 
SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings  and  decisions  of  the  Board  of  Build¬ 
ings. 

PREMISES  AFFECTED— 2038  Bedford  avenue,  south¬ 
west  corner  of  Clarkson  avenue  (Block  No.  5064, 
Lot  No.  57),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Nathaniel  M.  Gallin  and  Harry 
Hausknecht. 

For  Opposition  :  Abram  Shlefstein. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Laid  over  to  June  16,  1936,  at  2 
p.m.,  for  further  consideration. 


163-36- A. 

APPLICANT — Abraham  H.  Brodsky,  for  George  Jami¬ 
son,  lessee. 

SUBJECT — Request  for  acceptance — re  Appeal  from  a 
decision  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED— 1015-1021  East  New  York  ave¬ 
nue,  northwest  corner  of  Rochester  avenue  (Block 
No.  1420,  Lot  No.  41),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration:  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 

ACTION  OF  BOARD — Rules  of  procedure  waived  and 
appeal  accepted. 

THE  VOTE  Tp  ACCEPT  APPEAL— 

Affirmative :  Chairman  Murdock,  Commissioner 


Blum  and  Assistant  Chief  Walsh .  3 

Negative:  Commissioner  Savage .  1 

Absent  .  0 


164-36- A. 

APPLICANT — Abraham  H.  Brodsky,  for  Harry  Tint, 
lessee. 

SUBJECT — Request  for  acceptance — re  Appeal  from  a 
decision  of  the  commissioner  of  buildings, 

PREMISES  AFFECTED— 4202-4230  New  Utrecht  ave¬ 
nue,  entire  block  10th  avenue  to  New  Utrecht 
avenue,  between  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration:  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 

ACTION  OF  BOARD — Rules  of  procedure  waived  and 
appeal  accepted. 


THE  VOTE  TO  ACCEPT  APPEAL— 

Affirmative :  Chairman  Murdock,  Commissioner 


Blum  and  Assistant  Chief  Walsh .  3 

Negative:  Commissioner  Savage .  1 

Absent  .  0 


283-35-A. 

APPLICANT — Caldo  Fuel  Oil  Co.,  Inc.,  owner. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  A.  E.  Bain. 

For  Administration :  Inspector  Hille,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  fi 

Absent  .  0 


THE  RESOLUTION— 

(283-35-A) 

Whereas,  Caldo  Fuel  Oil  Co.,  Inc.,  owner,  filed  October 
15,  1935,  an  appeal  from  an  order  of  the  fire  commissioner, 
relative  to  transportation  of  fuel  oil  in  trucks  in  New 
York  City;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  14,  1935,  Order  No.  7638-LC,  reads: 

“An  inspection  of  Truck  No.  1,  on  a  Ford  chassis, 
used  by  you  for  the  transportation  of  any  liquid  prod¬ 
uct  of  petroleum,  shale  oil  or  coal  tar  as  required  by 
Section  113,  Article  8,  Chapter  10  of  the  Code  of  Ordi¬ 
nances  of  the  City  of  New  York,  shows  the  following 
requirements  necessary  before  a  permit  can  be  issued: 

1.  Forthwith  discontinue  the  use  of  tank  truck  for 
the  following  reasons : 

A.  Chassis  is  less  than  the  minimum  allowable  weight 
as  per  section  17. 

and 

Whereas,  the  tank  truck  No.  1  on  a  Ford  chassis  is 
used  for  the  distribution  of  fuel  oil  within  the  City  of  New 
York,  operating  from  1820  Atlantic  avenue,  Borough  of 
Brooklyn ;  and 

Whereas,  the  applicant  claims  the  company  transports 
Nos.  1,  2,  3  and  4  fuel  oils;  the  tank  truck  in  question  has 
1,000  gallons  gross  capacity,  divided  into  two  400  gallon 
and  one  200  gallon  compartments ;  the  weight  of  chassis 
(stripped)  is  3,257  lbs.,  weight  of  tank,  hose,  reel,  etc., 
2,500  lbs.,  weight  of  fuel  tank  (at  7j^  lbs.  per  gallon),  7,500 
lbs.,  weight  of  cab,  450  lbs.,  weight  of  accessories,  water, 
gas,  spare  tire,  etc.,  295  lbs. ;  under  the  above  weights  the 
tank  truck  rules  require  the  chassis  to  weigh  4,200  lbs. 
instead  of  the  present  weight  of  3,257  lbs. ;  furthermore, 
the  applicant  contends  that  the  tank  truck  complies  in  all 
respects  with  the  requirements  under  the  new  rules  except 
as  to  weight  of  chassis,  is  of  sufficient  strength  to  safely 
carry  the  imposed  load,  it  has  been  in  service  since  Novem¬ 
ber  of  1934,  prior  to  the  new  rules  effective  May  18,  1935 ; 
that  the  company  would  suffer  a  great  loss  if  not  per¬ 
mitted  to  use  this  tank  truck. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
7638-LC  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  on  the  truck  in  ques¬ 
tion  either  the  200-gallon  compartment  shall  be  permanent¬ 
ly  sealed  or  a  third  axle  and  a  third  pair  of  wheels  shall 
be  installed ;  that  the  truck  shall  comply  with  the  require¬ 
ments  of  the  specifications  of  the  fire  commissioner  for 
tank  trucks,  (fuel  oil),  except  as  to  total  capacity,  which 
may  be  800  gallons  instead  of  750. 
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105-36- A. 

APPLICANT — Charles  L.  Fleece,  for  Alfred  Cohen, 
lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — -557-559  Broadway,  west  side, 
101  ft.  south  of  Prince  street  and  128-130  Mercer 
street  (Block  No.  498,  Lot  No.  9),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Charles  L.  Fleece. 

For  Administration:  Assistant  Engineer  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(105-36- A) 

Whereas,  Charles  L.  Fleece,  on  behalf  of  Alfred  Cohen, 
doing  business  as  Broadway  Bus  Company,  lessee,  filed  on 
April  22,  1936,  an  appeal  from  a  decision  of  the  commis¬ 
sioner  of  buildings,  affecting  premises  557-559  Broadway 
and  128-130  Mercer  street  (Block  No.  498,  Lot  No.  9),  Bor¬ 
ough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  16,  1936,  in  acting  on  curb  cut  application  No. 
56-1936,  reads  as  follows: 

“L  Above  application  is  denied  because  of  danger  to 
pedestrians.” 

and 

Whereas,  the  premises  located  in  an  unrestricted  use  dis¬ 
trict  consists  of  a  plot  of  ground  having  a  frontage  of  50 
ft.  on  Broadway  and  50  ft.  on  Mercer  street  and  a  depth 
of  200  ft.,  upon  which  there  is  situated  at  the  southerly  end 
of  the  Broadway  frontage  an  office  and  a  waiting  room 
15  ft.  front  on  Broadway,  with  a  depth  of  30  ft. ;  it  is  pro¬ 
posed  to  occupy  the  premises  as  a  bus  terminal,  office  and 
ticket  room,  with  a  12  ft.  curb  cut  on  the  Broadway  front, 
approximately  10  ft.  from  the  northerly  line  of  the  prop¬ 
erty;  there  is  an  existing  12  ft.  curb  cut  on  Mercer  street 
for  which  a  permit  has  been  issued  by  the  commissioner 
of  buildings  under  date  of  December  12,  1935,  which  permit 
was  issued  in  conjunction  with  the  use  of  the  lot  for  park¬ 
ing  of  automobiles;  and 

Whereas,  the  applicant  contends  that  the  danger  to  pe¬ 
destrians  can  only  relate  to  the  physical  construction  of 
the  curb  cuts  and  it  is  intended  that  the  curb  cut  will  be 
dropped  in  such  a  fashion  that  no  pedestrians  will  be  af¬ 
fected  thereby;  that  the  denial  of  the  issuance  of  the  curb 
cut  permit  for  the  Broadway  frontage  by  the  commissioner 
of  buildings  is  arbitrary  and  unreasonable  in  that  the  com¬ 
missioner  of  buildings  has  granted  numerous  curb  cuts  for 
bus  terminals  in  areas  where  pedestrian  traffic  is  greatly  in 
excess  of  that  existing  in  front  of  the  premises  in  question. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  be  and  it  hereby  is  modified  and  that  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  the  curb  cut  and 
the  carriageway  across  the  sidewalk  shall  be  used  solely 
in  connection  with  waiting  station  for  buses  to  be  estab¬ 
lished  on  the  premises;  that  the  curb  cut  shall  not  exceed 
12  ft.  in  width  and  that  the  sidewalk  grating  shall  be  rein¬ 
forced  as  required  by  the  Board  of  Transportation. 


307-34-A. 

APPLICANT — Edwin  W.  Kleinert,  for  Wheeler  Ship¬ 
yard,  Inc.,  owner. 

SUBJECT  Application  for  reopening-  amendment — re 
Appeal  from  a  decision  of  the  commissioner  of 
buildings. 


PREMISES  AFFEC1  ED — 2973-3011  Cropsey  avenue, 
northeast  corner  of  Coney  Island  Creek  (Block 
No.  6997,  Lot  Nos.  300,  310,  312,  330,  331  and  333), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Edwin  W.  Kleinert. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  Tp  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negative  . ’  "  ’  q 

Absent  .  q 


THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . '  q 

Absent  .  ’ '  q 

THE  RESOLUTION— 

(307-34-A) 

Whereas,  Edwin  W.  Kleinert,  for  Wheeler  Shipyard 
Inc.,  owner,  filed  October  31,  1934,  an  appeal  from  a  de¬ 
cision  of  the  commissioner  of  buildings  affecting  premises 
2973-3011  Cropsey  avenue,  northeast  corner  of  Coney  Is¬ 
land  Creek  (Block  No.  6997.  Lot  Nos.  300,  310,  312,  330,  331 
and  333),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  October  17,  1934,  Appl.  No.  14296-1934,  reads : 

“1.  Obtain  permission  of  Board  of  Standards  to 
connect  yard  hydrants  to  City  mains  as  per  R.85, 
standpipe  rules. 

“2.  Provide  1,000  gallons  per  minute  pump  suction¬ 
ing  from  tank  or  pump  of  at  least  30,000  gallons  ca¬ 
pacity.  R.85. 

“5.  Provide  monitor  nozzle  for  each  40,000  sq.  ft.” 

and 

Whereas,  the  premises  consists  of  several  lots  having  a 
frontage  of  522  ft.  on  Coney  Island  Creek,  363  ft.  frontage 
on  Cropsey  avenue  by  376  ft.  irregular  in  depth,  about 
99.600  sq.  ft.  in  area,  upon  which  is  erected  a  one-story 
brick  building  on  the  front  of  the  lot,  about  197  ft.  by  75 
ft.  in  area,  for  the  storage  of  building  materials,  welding 
and  tinsmith  purposes;  a  one-story  frame  and  metal  cov¬ 
ered  building  on  the  rear  of  the  lot  about  238  ft.  by  147  ft. 
irregular  in  area,  for  the  repair  and  storage  of  boats;  the 
entire  premises  occupied  as  a  shipyard,  50  persons ;  located 
within  an  unrestricted  district;  and 

Whereas,  the  appellant  claims  two  orders  are  pending 
against  the  premises;  one  to  obtain  a  certificate  of  occu¬ 
pant,  the  other  to  provide  yard  hydrants,  dated  July  8, 
1930;  these  matters  have  been  in  court  and  the  appellant 
fined  several  times:  the  delay  is  due  to  the  erection  of  a 
new  bridge  across  Coney  Island  Creek  by  the  City,  which 
caused  a  change  of  grade  and  serious  damage  to  the  prem¬ 
ises  in  question  followed  by  a  claim  against  the  City  for 
$150,000:  the  appellant  has  filed  Application  No.  14296  of 
1934  with  the  commissioner  of  buildings  for  permit  to  in¬ 
stall  a  yard  hydrant  system  in  compliance  with  the  order, 
consisting  of  five  hydrants  proportionately  distributed,  con¬ 
nected  by  4-inch  extra  heavy  cast  iron  pipe  laid  4  feet 
below  grade,  each  hydrant  provided  with  100  ft.  of  hose; 
it  is  proposed  to  provide  water  supply  by  means  of  two 
6-inch  connections  with  the  20-inch  City  water  main  of  45 
pounds  pressure ;  to  omit  pump,  suction  tank  and  monitor 
nozzles  as  there  is  no  unusual  hazard  existing  on  the  prem¬ 
ises;  furthermore,  the  appellant  contends  that  direct  con¬ 
nection  with  the  street  main  assures  a  far  better  wrater 
supply  than  the  pump  and  suction  tank,  particularly  so,  as 
the  highest  building  on  the  premises  does  not  exceed  20 
ft. ;  monitor  nozzles  are  unnecessary  as  the  plant  is  readily 
accessible  on  all  sides;  and 

Whereas,  this  appeal  was  granted  by  the  board  April  2, 
1935,  resolution  amended  February  25,  1936,  and  applicant 
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requested  a  further  amendment. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  Applic..  No.  14296-1934,  be  and  it  hereby  is  modified, 
and  that  the  appeal  be  and  it  hereby  is  granted  on  condition 
that  there  shall  be  installed  in  lieu  of  the  yard  hydrant 
system  as  specified  in  such  decision  a  system  of  automatic 
sprinklers,  substantially  as  indicated  on  plans  marked  “re¬ 
ceived  March  30,  1935”  and  including  also  such  existing 
buildings  not  exceeding  two  stories  in  height  or  portions  of 
buildings  not  shown  on  such  plan  but  which  the  owner  re¬ 
serves  the  option  to  continue;  that  this  system  shall  be  fed 
through  an  8-inch  feed  line  from  the  existing  20-inch  City 
main  having  a  pressure  of  45  pounds  per  sq.  in. ;  that  there 
shall  be  a  post  indicator  valve  and  Siamese  connection  at 
or  near  the  building  line;  that  there  shall  also  be  a  Siamese 
connection  at  the  building  line  of  Canal  avenue;  that  the 
feed  mains  shall  be  buried  below  the  frost  line ;  that  dry 
pipe  valves  shall  be  installed  at  the  rising  points ;  that  there 
shall  be  installed  four  6-inch  hydrants  at  points  indicated 
on  revised  plan  marked  received  February  18,  1936,  each 
hydrant  to  be  equipped  with  200  ft.  of  hose ;  that  all  parts 
of  buildings  on  the  entire  plant  shall  be  fully  protected 
with  sprinkler  heads,  spaced  in  accordance  with  the  sprink¬ 
ler  rules  of  the  Board  of  Standards  and  Appeals ;  that  the 
main  shed  is  to  be  divided  into  three  areas  by  means  of 
brick  walls  with  all  openings  protected  with  fireproof  self¬ 
closing  doors,  these  walls  to  extend  through  and  above 
the  roof,  as  required  by  the  commissioner  of  buildings; 
that  in  the  event  that  any  additional  building  or  additional 
story  is  erected,  such  additional  space  shall  be  fully 
equipped  with  sprinklers ;  that  the  supervised  watchman 
service  shall  be  maintained  at  all  times;  that  such  portable 
fire  appliances  shall  be  installed  as  the  administrative  offi¬ 
cial  shall  direct  at  points  where  not  fully  protected  by  the 
sprinkler  system. 

APPLIANCE  SUBMITTED  FOR  APPROVAL 
24-36-SA. 

APPLICANT — The  Webster  Engineering  Company, 

owner. 

SUBJECT — Weco  Multi  Oil  Burner,  Low  Pressure  Type, 
approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPROVE  APPLIANCE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(24-36-SA) 


Whereas,  The  Webster  Engineering  Company,  owner, 
filed  February  5,  1936,  an  application  with  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  Weco  Multi  Oil  Burner,  Low  Pressure  Type;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows  : 

This  is  a  mechanical  draft  low  pressure  atomizing 
type  burner  using  preheated  No.  6  oil  and  consists  of 
the  following  parts : 

A  Fulton  Sylphon  Y  in.  valve  (temperature  control). 

A  1  in.  Lukenheimer  Relief  Valve. 

A  J4  in.  Crane  excessive  pressure  relief  valve. 

A  century  motor. 

A  Weco  blower. 

Preferred  utilities  1  in.  twin  strainer. 

A  Weco  pump. 

A  Wells  electric  heater,  Models  A,  AQ. 

Spinner  type  turbine  atomizer. 

A  gas  pilot. 

Bristol  &  Russel  standard  twin  preheater. 

The  controls  consist  of  : 

Remote  safety  controls. 

Allen  &  Bradley  low  voltage  relief  switch  cut  out. 

A  mercoid  stack  switch,  Serial  type  M63. 

A  mercoid  hot  water  cut  out. 

Weco  High-low  semi-automatic  fire  and  draft  con¬ 
trol. 

This  burner  operated  without  undue  carbon  and  with 
no  flarebacks.. 

It  is  recommended  that  the  Weco  Multi-Oil  Burner 
be  approved  for  commercial  installation  for  steam  and 
hot  water  and  with  fuel  oil  not  heavier  than  No.  5  cold 
and  No.  6  when  preheated. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Weco  Multi-Oil 
Burner,  Low  Pressure  Type,  for  use  in  commercial  instal¬ 
lations,  when  used  with  fuel  oil  not  heavier  than  No.  5 
when  cold  and  No.  6  when  pre-heated,  and  when  installed 
in  accordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals  on  condition  that  there  shall  be 
permanently  attached  to  each  burner  installed  a  label 
reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  24-36-SA. 


Adjourned,  6:15  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applications,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
thiee  cents  each  postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 
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“STANDPIPE”-“FIRELINE”  RULES  ADOPTED  JUNE  27,  1922;  AMENDED  MAY  18  1928- 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9,  1931. 


[281-22-SR] 

Note — In  republishing  these  Rules,  710  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  _  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
J4-inch  or,  by  permission  of  the  Fire  Commissioner,  ^j-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect. 

Rule  2.  APPROVAL.  Before  acceptance  all  standpipe 
(fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the  street  Siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  100 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply, 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  50  lbs.  per  sq.  in.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing,  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  stand¬ 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

When  deemed  necessary  by  the  Fire  Commissioner,  sec¬ 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  8^  x  11 
in.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 
Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 

There  shall  be  an  engineer,  superintendent  or  other  per¬ 
son  in  charge  of  the  standpipe-fire  line  system  in  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
be  registered,  and  submit  to  an  examination  in  the  Fire 
Department.  Upon  evidence  of  fitness  to  properly  operate 
and  maintain  the  standpipe  system  he  shall  be  granted  a 
Certificate  to  that  effect.  The  certificate  shall  contain  the 
full  name  and  a  small  photograph  of  the  holder. 

.  Day  and  night  service  shall  be  maintained  in  all  build¬ 
ings  exceeding  250  feet  in  height  in  which  there  is  a  fire 
pump. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
least  one  certified  operator  on  duty  during  every  perform¬ 
ance.  Buildings  of  large  areas,  industrial  plants,  amuse- 
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ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duty  when  deemed  necessary  by  the  fire  commissioner. 

Rule  4.  MONTHLY  INSPECTION.  All  valves,  hose, 
tools,  and  other  auxiliary  fire  appliances  shall  be  kept 
in  perfect  working  order,  and  at  least  once  a  month  the 
person  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
Fire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

He  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 
premises  for  examination  by  a  representative  of  the  Fire 
Department. 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
fifty  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese^  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
of  the  owner  of  the  premises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5.  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturer’s  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
drawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shall  be  present  at  all  times. 

Rule  7.  AREA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances,  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical  distance  measured  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  in  the  case  of  flat  roofs,  and  to  the  average 
height  of  gable  in  case  of  roofs  having  a  pitch  of  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth,  to  make  possible  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary.  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

(a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hay¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  main 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Works  Association :  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  and 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank, 
3  inches  below  the  top  (of  sides).  Overflows  shall  termi¬ 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  the 
highest  story. 
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Rule  22.  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
as  high  as  practicable  within  the  pyramid  or  tower.  Pro¬ 
vided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  for  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery.  Fire  appliances,  as  may  be  required  by  the 
Fire  Commissioner,  shall  be  provided  in  such  tank  houses, 
elevator  machine  rooms,  etc. 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced.  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter¬ 
mediate  landings  every  12  ft.  or  less. 

Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
line  reserve  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted, 
under  these  rules,  no  check  valve  shall  be  required.  An 
O.  S.  &  Y.  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
ll4-inch  steam  line  with  a  1-inch  return  separately  trapped. 
The  water  in  the  tank  shall  be  maintained  at  a  temperature 
above  40°  F. 

Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
using  the  tank  supply  seven  days  a  week  supplying  both 
standpipe  and  house  service  lines  shall  not  require  heating. 
If  in  an  adequately  heated  enclosure,  interior  heating  of 
tanks  shall  not  be  required. 

Rule  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
have  at  least  10,000  gallon  effective  water  capacity  as  speci- 
fied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
concrete,  located  below  the  grade,  or  lowest  story,  if  there 
is  no  cellar  under  the  building.  The  Fire  Commissioner  may 
permit  suction  tanks  to  be  located  in  a  separate  enclosure, 
?r  building  provided  they  are  accessible  and  when,  in  his 
judgment,  such  location  will  be  more  practicable.  House 
supply  tanks  may  be  connected  to  the  fire  pump  suction 
line,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
be  provided  on  such  house  supply  lines. 

Rule  28.  LOWEST  TANK  SUPPLY.  The  lowest  suc¬ 
tion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
diameter  taken  directly  and  independently  from  the  public 
street  main.  The  supply  shall  be  not  less  than  750  gallons  a 
minute,  and  shall  enter  the  suction  tank  above  the  top  or 
through  the  side  near  the  top  of  the  tank  and  shall  be  con¬ 
trolled  by  suitable  bronze  ball  cock  and  copper  float. 

♦uRulrJ9’  SUPPORT  FOR  TANKS.  Tanks  of  more 
than  500  gallons  capacity  thereafter  placed  in  or  on  any 
building  shall  be  supported  on  masonry,  reinforced  con- 


Crete  or  steel  construction  of  sufficient  strength  and  car¬ 
ried  to  a  proper  foundation  as  provided  for  in  section  428, 
Chapter  5  of  the  Code  of  Ordinances. 

Rule  30.  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 
and  directed  by  the  Fire  Commissioner  and  as  prescribed 
in  Schedule  A.  Each  such  tank  shall  have  at  least  5,000 
gallons  of  water  reserved  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shall  be  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys¬ 
tem  of  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 
hereinafter  set  forth : 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
tank  with  the  riser  of  the  portion  of  equipment  supplied 
from  the  tank  and  in  this  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward,  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
&  Y.  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted,  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position.  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by-pass  type,  except  that  emergency  control  valves 
when  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  of  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
of  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit¬ 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.,  and 
at  more  frequent  intervals  if  deemed  necessary  by  the  Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per¬ 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems,  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may  be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 

Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 

One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair”  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18  in. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner.  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo¬ 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream, 
except  where  the  static  pressure  at  the  hose  outlet  is  15 
lbs.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION.  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least  equal  to  the  diameter  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than 
five  inches. 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a)  In  every  building  hereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen¬ 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test 
line  between  the  4  in.  relief  branch  and  the  tank  there  shall 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump.  In  the  line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

Rule  42.  NUMBER  AND  LOCATION  OF  FIRE 
PUMPS. 

SCHEDULE  A 


Height  from 
Uppermost 
Hose  Outlet 
to  grade* 

Total  No. 
of  Pumps 
Required. 

Appr 
l.ft  Pump 

oximate  Lo 

2nd  Pump 

nation  of  Pv 

3rd  Pump 

mps 

4th  Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

701'  to  800' 

3 

Below  grade 
level 

250'  to  300' 

500'  to  600' 

801'  to  900' 

4 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

600'  to  750' 

901'  to  1000' 

4 

Below  grade 
level 

250' 

500' 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  house 
outlet. 
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Ru'e FIRE  PUMPS  IN  BUILDINGS  EXCEED¬ 
ING  1,000  FEET.  All  buildings  exceeding  1,000  feet  from 
grade  level  to  uppermost  hose  outlet  shall  be  provided  with 
a  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
line  of  the  lowest  pump. 

■  RuLe  TANK  CAPACITIES.  Suction  tanks  supply¬ 
ing™  ,,rst  or  lowest  PumP  shall  contain  not  less  than 
10,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
and  uppermost  supply  tanks  for  buildings  between  250  and 

lT  r /w\described  in  above  schedule  shall  contain  not  less 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sup- 
Uy  tanks  on  all  other  buildings  shall  contain  not  less  than 
3  500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  of  the  open  type. 

Rule  45  TANK  STRAINERS.  All  supply  tanks  shall 
be  provided  with  bronze  strainers  at  pump  and  riser  intake 
lines. 

•  RuM6:  CENTOFUGAL  FIRE  PUMPS.  Fire  pumps 
installed  under  these  rules  shall  have  a  capacity  of  750 
G.  R.  M.  and  shall  be  of  the  multi-stage  motor  driven  Cen- 
‘u  Ui5  i  desi£necl,  constructed  and  installed  to  render 
the  highest  possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction  properly  ventilated,  lighted  and  drained,  enclosed 
in  eight  (8)  inch  brick  or  concrete  walls  with  approved  fire 
doors  at  openings  and  with  fireproof  floor  and  ceiling  con¬ 
struction  If  located  in  the  lowest  story  of  the  building  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one’  (1) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
with  safe  egress  for  the  attendant. 

The  pumping  equipment  shall  be  adaptable  for  heavy  duty 
service  having  all  parts  of  ample  strength  with  liberal 
water  passage  and  all  working  parts  exposed  to  corrosion 
ot  phosphor  bronze. 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
capacity  name  plate,  pressure  gauges,  relief  valves,  hose 
mamfold  and  three  (3)  approved  2y2  in.  hose  valves  with 
Standard  Fire  Department  male  threads.  Fire  pumps  shall 
?  suction  sTPP!y  under  a  head  of  water  and  in  no  case 
s  all  there  be  less  than  six  (6)  feet  between  water  level  in 
tank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform  re¬ 
quirements  of  “The  National  Standard”  as  adopted  by  the 
iollowing  associations: 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters, 
or  as  approved  by  the  Board  of  Standards  and  Appeals. 

Fire  pumps  to  be  designed  to  operate  at  not  less  than  five 
pre-determined  speeds  to  give  five  (5)  pre-determined 
pressures  which  will  insure  a  maximum  pressure  of  80  lbs 
and  a  minimum  pressure  of  50  lbs.  throughout  the  building! 

hire  pump  equipment  shall  be  so  designed  that  it  will 
operate  normally  at  least  five  (5)  speeds  to  provide  a  mini¬ 
mum  of  50  lbs.  pressure,  and  where  more  than  one  pump  is 
required  it  shall  be  capable  of  pumping  to  the  level  of  the 
next  highest  pump  station  in  case  of  breakdown  of  inter¬ 
mediate  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
run  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
continuous  service  and  four  (4)  for  standby  service 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumping 
equipment  shall  be  free  from  defects  in  design,  workman¬ 
ship  and  material  and  shall  give  proper  and  continuous 
operation  under  the  conditions  of  service  specified  and  shall 

Appeal  t0  aPPr°Val  °£  the  Board  of  Standards  and 

^,a!eria!S  entering  into  construction  of  this  equipment 
™  b£  bcst  ?uallty  of  their  respective  kinds  and  all 
parts  shall  be  amply  proportioned  so  as  to  be  adaptable  for 
heavy  duty  service. 

Casing  shall  be  of  close  grained  cast  iron  and 
divided  horizontally,  and  having  suction  and  discharge  con¬ 
nections  in  the  lower  half,  so  that  the  top  casing  can  be  re¬ 


moved  without  breaking  water  connections.  Casing  shall 
have  in  addition  to  flange  bolts,  additional  heavy  bolts  in- 
u  n  u  nange  to  prevent  leakage  between  stages.  Casing 
shall  be  tested  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

Sbaff  shall  be  made  of  best  grade  nickel  steel 
and  shall  be  ground  all  over  to  close  limits  and  a  high 
finish.  & 

IMPELLERS :  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  over. 

WEARING  RINGS:  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type.  Impeller  wear¬ 
ing  rings  shall  be  securely  attached  to  impeller,  and  casing 
ring*  shall  be  securely  locked  in  the  casing. 

SHAFT  SLEEVES :  Shaft  sleeves  shall  be  of  bronze 
and  extend  through  stuffing  boxes  to  protect  the  shaft 
trom  corrosion  and  wear  from  the  packing. 

BEARINGS  :  Bearing  brackets  shall  be  of  the  best  grade 
of  dose  gramed  cast  iron  and  securely  bolted  to  the  lower 
half  of  the  casing. 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable.  Each  bear- 

lubricat  eqtdpped  wRh  two  °il  rings  to  insure  proper 

^  ^?^P]T,ING :  CouPling  shall  be  of  best  grade  cast  iron 
finished  all  over  and  keyed  to  shaft.  The  two  halves  shall 
be  connected  by  coupling  pins,  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves. 

STUFFING  BOXES:  Stuffing  boxes  shall  be  of  suf- 
hcent  depth  to  prevent  excessive  leakage  and  shall  contain 
water  seal  rings  of  bronze. 

PAOKTNG:  Packing  shall  be  held  in  place  by  bronze 
glands  horizontally  split  and  bolted  together. 

BED  PLATE :  Bed  plate  shall  be  of  cast  iron  of  heavy 
box  type  and  provided  with  finished  pads  to  which  the  pumn 
is  bolted  and  doweled.  Foundation  bolt  rings  shall  be  drilled 
tor  foundation  bolts.  Jack-screw  pads  to  be  cast  with  bed 
scre-ws  furnished  to  assist  in  aligning.  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
tor  piping  connections  on  both  ends. 

PAINTING:  Pumps  shall  be  painted,  filled,  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 
in  the  bearing  brackets  to  be  painted  white  with  a  special 
oil-resisting  paint. 

Rule  48.  SPECIFICATIONS  FOR  ELECTRICAL 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS^ 

TESTING:  Pumps  shall  be  tested  at  the  plant  of  manu- 
tacturer  to  prove  that  they  can  fulfill  requirements  r>f 
specifications  and  guarantees  made. 

MOTOR:  (a)  Direct-current  motors  must  be  of  the 
shunt  or  cumulative  compound  wound  types.  The  speed  of 
the  motor  at  no  load  must  not  exceed  the  speed  at  full  load 
by  more  than  10%. 

Alternating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
of  fire  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herein. 

(b)  With  a  room  temperature  not  exceeding  40  deg.  C., 
^0t<^nS  js£iad  be  desiSned  *or  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 
overload  of  15%  without  stress  and  without  injurious  rise 
tbe  temPerature.  Motors  shall  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury  No 
electrical  or  mechanical  weakness  should  develop  during 
these  tests.  The  rise  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri¬ 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN :  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  of 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip¬ 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM :  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES:  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION:  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

(c)  No  fuses  nor  other  overload  release  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING':  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH :  An  approved  knife  switch  for  independent 
sources  of  supply  must  be  provided,  having  one  pole  for 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS :  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breaker 
must  be  provided  to  indicate  the  presence  of  voltage  on  the 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  or 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARTUS :  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  panel 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injury 
an  enclosing  cabinet  shall  not  be  required.  • 

TEST  OF  EQUIPMENT :  The  entire  equipment  shall 
be  subject  to  test  and  inspection  by  representatives  of  the 
Fire  Commissioner. 

POWER  SUPPLY :  Where  the  power  supply  can  be 
obtained  from  two  separate  street  feeders,  two  separate  and 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Edison 
three-wire  system  and  the  power  lines  are  protected  by  ap¬ 
proved  conduit  from  a  point  where  they  enter  the  building 
to  the  control  panel  in  the  pump  room,  it  will  be  considered 
an  acceptable  source  of  power  supply. 

Isolated  Plant :  Where  the  source  of  supply  is  an  isolated 
plant  located  in  the  building  an  auxiliary  service  of  suf¬ 
ficient  capacity  shall  be  obtained  from  some  outside  source. 

Transmission  Lines:  (a)  The  lines  between  the  power 
plants  and  the  pump  room  must  be  of  such  number,  so 
arranged  and  so  located  that  there  will  be  small  chance  of 
an  interruption  of  service  to  the  motor,  due  to  accident  to 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approved 
conduit. 

Where  the  valves  involved  are  large  and  the  crippling  of 
this  pump  service  would  seriously  affect  the  protection  of 
the  property,  at  least  two  separate  lines  from  the  power 
plant  or  plants  to  the  pump  installation  shall  be  provided. 
The  lines  must  be  run  by  separate  routes  or  in  such  man¬ 
ner  that  a  failure  of  both  at  the  same  time  will  be  only  a 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  room 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  given 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  ex¬ 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads 
When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants 
and  where  provided  at  various  points  on  the  lines,  must  be 
of  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead 
the  circuit  breaker  protecting  the  motor. 

TRANSFORMERS :  Where  it  is  necessary  to  install 
ransformers  they  shall  be  installed  in  accordance  with 
Chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
be  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ling  system.  The  signalling  stations  shall  be  located  one  on 
each  floor  at  main  riser  This  system  shall  be  so  arranged 
that  a  coded  signal  can  be  transmitted  to  the  pump  rooms 
An  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
and  at  such  other  locations  as  the  Fire  Commissioner  may 
direct.  All  apparatus  used  in  connection  with  the  signal¬ 
ling  system  shall  be  of  an  approved  type  and  installed  as 
outlined  in  rules  governing  the  installation  of  interior  fire 
alarm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
circuit  of  the  signal  sending  station. 

.A  card  of  instructions  shall  be  placed  in  the  pump  room 
3?”?*  £odein,l™bers  of  signalling  stations,  the  pressures 
tamable  at  different  speeds  of  the  motor  and  such  other 
intormation  the  Fire  Commissioner  may  direct. 

.  Rule  50.  RELAY  STANDPIPE  SYSTEM.  ’  All  build- 
ings  hereafter  erected  exceeding  400  ft.  from  grade  to 
highest  hose  outlet  shall  be  provided  with  an  intermediate 
combination  gravity  and  suction  standpipe  supply  tank  and 
a  hre  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re¬ 
served  for  the  fire  lines  and  shall  be  connected  to  fire  line 
*S-  des5j.b.ed  in  R,ule  30  for  intermediate  tanks  ex- 
l  m  addl.tl0nI  to  tbe  requirements  of  Rule  30,  there 

aromH  fkr°/ldiedLa  1,on^,turn  by-pass  8  inches  in  diameter 
around  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves 

An  8-inch  0.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
be  provided  in  the  by-pass  line. 

Each  tank  shall  be  provided  with  overflow  and  emer- 
gency  dram  hnes  as  required  in  Rules  19  and  20,  except  that 
such  lines  shall  drain  to  roofs  of  set  backs  on  building,  or 
into  house  drain  lines  providing  the  house  drain  line  or 

the  drafnehn?s  “  ^  t0tal  t0  the  SUm  t0taI  in  diameter  of 

firf  PumP  shaI1  have  a  capacity  of  not  less  than  750 
gallons  of  water  per  minute  and  shall  deliver  through  the 
standpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 
pump  SQUare  lnch  at  tbe  highest  hose  outlet  fed  by  said 

All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 

SpYu  the  f?oor  -and  on  the  floor  be,ow  the  supply 
tank  with  the  suction  line  as  direct  as  practicable. 

“Charge  line  shall  be  connected  to  the  main 
S/rGr  feed‘nS  UP.  and  outside  the  horizontal  tank  check 
aive  line,  and  the  upward  swinging  check  valve  in  the 


main  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
upward  swinging  check  valve  SEALED  OPEN. 

The  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
by  a  3-inch  line  to  house  drain  or  scuppers  in  exterior  wall 
Ihe  electric  switch  controlling  the  motor  shall  be  marked 
on  panel  “FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

Rule  51.  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks,  fire  lines  and  pumps  shall  be  numbered  by  3-inch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 
wheel  of  valves. 

Rule  52.  PUMP  ROOM  DIAGRAM.  A  white  and 

u  n  i?nnt  drawi}  f°  a  sca*e  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank,  fire 
Pkir?iPi. a “  Plpe  lines  and  valves.  The  number  of  each  valve 
^  'th,  ^  shown  in  addition  to  purpose  of  each  water  line. 

The  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 
with  a  master  telephone  in  each  pump  room,  and  in  the 
main  lobby  and  individual  telephones  located  on  alternate 
floors  near  the  main  fire  line  riser. 

The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  anv 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone 

A  six-inch  vibrating  call  bell  shall  be  located  at  the  mas¬ 
ter  telephones. 

The  master  telephones  in  pump  room  below  grade  level 
shall  be  equipped  with  a  loud  speaking  receiver  so  that  the 
voice  can  be  clearly  and  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING :  The  wiring  for  the  telephone  system  shall  not 
be  smaller  than  .No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit.  The  conduit  system  shall  contain  no 
COT'kCi0rS1-0ther  *ban  bre  hne  telephone  conductors. 

1  he  fire  line  telephone  system  shall  be  properly  maintain¬ 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times 
Rule  54.  MAIN  LINE  EMERGENCY  CONTROL 

wkttut  t IN  c RbRIjDINGS  OVER  400  FEET  IN 
HEIGHT  (per  Schedule  A).  At  the  base  of  the  main  feed 

riser  or  below  the  hose  outlet  valves  on  the  first  story;  at 
eaFb  P umPL  r.oom  Ovation,  and  at  each  approximate  one- 
third  the  height  above  the  fire  pump  elevations  and  the 
pump  or  roof  tank  next  above,  there  shall  be  provided  O 
S.  &  Y.  emergency  control  valves  in  the  main  feed  riser 
properly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described. 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red,  with  3-inch  white 
letters  reading,  ‘Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart- 
ment  lock  and  contain  the  following : 

1 — 3-foot  Stillson  wrench. 

4 — 2^-inch  plugs  with  pipe  threads. 

4 — 2j/2-inch  caps  with  hose  threads. 
j:~?pa?ner  winches  of  Fire  Department  pattern. 

4— 2j4-mch  double  female  hose  connections,  with  Fire 
Department  threads. 

™£uler56-  EMERGENCY  AND  TESTING’  HOSE. 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  2^-inch  hose,  of  Fire  Department 
quality,  and  one  lj^-inch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection. 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follows : 

Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES.  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows :  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2*4-inch  hose  outlet  tee  with  two  2^4-inch  ap¬ 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  main  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
150  ft.  above  grade  level  there  shall  be  provided  in  each 
riser  O.  S.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 

SCHEDULE  B 


Height  from 
Uppermost 
Hose  Outlet 
to  Grade 

Total 
Number 
of  Valves 
Required 

Approximate  Location  of  Valves  Above  Grade 

1st 

Valve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

5th 

Valve 

6th 

Valve 

150'  to  200' 

2  to  3 

Below 
the  1  sty. 
outlet 

75' 

150' 

200'  to  250' 

2  to  3 

<< 

75' 

150' 

250' to  300' 

3  to  4 

<< 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

(I 

75' 

150' 

225' 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER¬ 
GENCY  CONTROL  VALVES.  When  a  two  (2)  main 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y. 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable, 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac¬ 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  150 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y. 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  two 
of  the  risers  in  each  cross-connection  and  one  in  the  central 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross- 
connection  between  the  2  central  risers,  so  as  to  provide  2 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  between  the  second  and 
third  central  riser  in  each  cross-connection  and  one  in  the 
central  riser  at  each  cross-connection  as  described  in  a  3 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  in 
each  cross-connection  so  as  to  provide  3  risers  on  each  side 
of  gate  valve — as  described  in  a  two  and  four  riser  system. 

Rule  61.  LOWEST  CROSS-CONNECTION  CON¬ 
TROL  VALVES.  When  the  building  is  provided  with  a 
fire  pump  as  required  by  the  Rules  the  gate  valves  required 
in  the  lowest  cross-connection  shall  be  located  as  described 
under  location  of  Fire  Pumps  and  Horizontal  Line  control 
valves. 

Rule  62.  FIRE  TOWER  RISER.  Where  the  building 
is  provided  with  an  exterior  enclosed  fireproof  stairway  or 
fire  tower  the  main  riser  shall  be  installed  in  such  stairway 
and  properly  protected  from  freezing  in  accordance  with 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  Y. 
gate  valves  shall  be  located  in  an  accessible  position  and  be 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  gate 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing  a 
single  rung  iron  ladder  with  ^4-inch  rungs  and  not  less  than 
10  inches  between  strings  shall  be  provided  at  each  gate 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  on 
the  upper  cross-connections  are  not  located  in  the  stair 
enclosure,  a  sign  with  red  background  and  white  letters  not 
less  than  3  inches  high  shall  be  painted  on  the  face  of  the 
wall  within  the  stairway  enclosure  on  the  story  where  the 
gate  valve  is  located,  which  shall  read  as  follows : 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT.” 

Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sign 
with  red  background  and  3-inch  letters  as  above  shall  be 
painted  on  the  wall  at  fire  tower  exit  door,  which  shall 
read:  “STANDPIPE  IN  TOWER,”  except  on  that  story 
on  which  the  emergency  control  valve  is  located,  there  the 
sign  shall  read:  “STANDPIPE  CONTROL  VALVE 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  con¬ 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  not 
less  than  3  inches  in  diameter  painted  red  with  a  white 
number  not  less  than  2  inches  high  and  shall  be  secured  to 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lines 
not  located  within  a  stairway  enclosure  or  public  corridor 
and  including  the  siamese  connection  street  riser  wall  col¬ 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FIRE 
DEPARTMENT  USE.  Each  standpipe  system  shall  be 
provided  with  one  or  more  approved  tvoe  3  inch  x  3  inch  in- 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided;  where  the  street  frontage 
exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
inch  diameter  standpipe  risers  two  Siamese  connections 
shall  be  provided  for  each  200  ft.  of  street  frontage  or 
fraction  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
shall  have  at  least  one  Siamese  connection  for  each  6  inch 
riser.  Buildings  having  frontages  on  more  than  one  street 
shall  have  a  Siamese  connection  on  each  street  front  when 
the  frontage  is  not  continuous  but  in  all  cases  where  more 
than  one  Siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis¬ 
sioner  may  direct. 

RULE  69.  SIAMESE  HEADERS.  Siamese  headers 
shall  be  independent  of  each  other  and  lead,  as  direct  as 
practicable,  to  riser  or  cross-connection  header.  There 
shall  be  at  least  2  Siamese  for  every  8-inch  riser  and  at 
least  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
are  more  than  one  riser,  the  Siamese  headers  shall  divide 
on  each  side  of  any  emergency  control  valve  in  the  cross- 
connection,  and  such  headers  shall  be  equal  in  sum  total 
to  the  sum  total  of  all  risers  on  either  side  of  the  emer¬ 
gency  control  valves. 

No  Siamese  header  shall  be  larger  than  6  inches.  Siam¬ 
ese  risers,  when  extending  through  sidewalk,  shall  be  of 
bronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water¬ 
proof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
than  theatre  with  stage,  not  over  45  feet  in  height  shall 
not  be  required  to  have  a  Siamese  connection  except  when 
each  building  is  on  a  water-front  or  when  it  is  one  of  a 
group  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
pipe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  Siamese  connection  placed 
on  the  street  front  of  a  building  shall  be  located  not  less 
than  18  inches  and  not  more  than  36  inches  above  the  side¬ 
walk  level  and  shall  be  set  in  a  horizontal  position  and 
shall  be  readily  accessible  for  Fire  Department  use.  Each 
Siamese  shall  have  cast  in  the  body  on  top  or  on  wall  plate, 
in  letters  at  least  1  inch  in  length  and  not  less  than  % 
inch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  Siamese  with  the  standpipe 
equipment  proper  shall  be  not  less  than  5  in.  in  diameter 
where  there  are  two  or  more  4  in.  risers  and  not  less 
than  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter. 
When  there  is  but  one  4  in.  riser,  connection  from  Siamese 
may  be  4  in.  in  diameter. 

.  Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
line  between  the  Siamese  connection  and  the  standpipe  sys¬ 
tem  there  shall  be  placed  an  approved  type  swing  check 
valve  located  where  practicable  within  10  feet  from  the 
building  wall.  Between  the  Siamese  and  its  check  valve 
there  shall  be  placed  a  J^-inch  automatic  ball  drip  of  an 
approved  type  which  will  close  under  a  pressure  of  not 
more  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
BOAT  USE,  EXCEPT  WHERE  THE  SOURCE 
OF  SUPPLY  IS  FROM  THE  STREET  MAIN 
DIRECT.  Siamese  connection  on  piers  or  warehouses, 
etc.,  intended  for  fireboat  use  exclusively  shall  be  3^4  in. 
x  354  in.  at  inlets  with  Fire  Department  female  thread. 
Between  Siamese  and  the  system  proper  there  shall  be  an 
approved  type  swing  check  valve,  and  between  the  check 
valve  and  the  Siamese  either  a  34-in.  open  drip  without  valve 
or  cock,  or  a  ^-in.  automatic  ball  drip  of  approved  type 
closing  under  a  pressure  of  not  more  than  7  lbs.  per  sq. 
inch.  Where  systems  have  both  fireboat  and  shore  Siamese 


the  shore  Siamese  shall  have  male  connections  and  shall  be 
without  clappers,  but  shall  have  on  each  inlet  a  3  in  gate 
valve  with  Fire  Department  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  Siamese. 

Rule  74  HOSE  OUTLETS.  When  practicable  all 
u  Sn  ?Uo/S  -sha.  be  Placed  within  a  stair  enclosure.  They 
shaH  be  2J4  in.  in  diameter,  set  not  less  than  5  ft.  nor  more 
than  6  ft.  above  the  floor  or  landing  as  the  case  may  be. 
Outlets  and  racks  shall  be  located  above  the  floor  or  land¬ 
ing  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
ocated  immediately  adjacent  to  a  stair  enclosure  in  a 
conspicuous  place,  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in. 
riser  system  its  termination  above  roof  shall  be  a  234-in. 
outlet  hose  valve  properly  capped. 


„  Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
main  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
^14  inch  hose  valve  manifolds  with  male  threads  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
3  ft.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  234- in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  roof  outlet  there  shall  be  a  34  in.  open  drip  extending 
to  a  sink  or  a  34  in.  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 


Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 
may  be  provided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern. 

Rule  77  BRANCH  LINE  SIZE.  No  branch  line  may 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
irom  a  riser,  or  cross-connection  to  but  one  hose  outlet 
may  be  2^4  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  in  diameter  if  not  more  than  twenty-five  (251 
feet  in  length. 


Rule  NOZZLES.  All  234-in.  fire  hose  shall  be  pro¬ 
vided  with  approved  smooth  bore  nozzles  15  in.  in  length, 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  than 
134  in.  in  diameter. 


Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  2*4  in.  unlined  linen  hose, 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous,  the  Fire  Commissioner  may  permit 
in  addition  to  the  234  inch  outlet  and  hose  the  installation 
of  134  in.  unlined  linen  hose  and  valve.  There  shall  not 
be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 

All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 


Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 


Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus¬ 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securelv  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 
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a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  S/16  in. 
In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2*4  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs.  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  in  progress  at  that  point. 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings,  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  lj^-inch  Under¬ 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20,000  gallons  capacity,  elevated  50  ft.  above  the  yard,  or 
25  ft.  above  the  highest  structure  in  the  yard,  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 
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meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
and  extending  to  within  18  in.  of  the  curb,  it  is  imprac¬ 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry. 

Rule  88.  HIGH  AND  LOW  WATER  ELECTRIC 
ALARMS.  The  high  and  low  water  electric  alarm  for 
gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  affected  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
in  the  gravity  tank  shall  be  indicated  by  an  approved  device. 

The  audible  signalling  device  for  high  and  low  water 
electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
inches  diameter  of  the  enclosed  type  and  arranged  for  con¬ 
duit  installation,  the  same  to  be  operated  automatically. 
The  control  cabinet  shall  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 
room  where  it  will  be  under  supervision  of  the  person  in 
charge  of  the  standpipe  supply. 

All  wiring  shall  be  installed  in  rigid  conduits  and  the  in¬ 
stallation  shall  be  in  accordance  with  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 
be  approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference : 

1.  Public  utility  electric  light  and  power  systems. 

2.  Independent  electric  generating  plants. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

When  the  system  is  connected  to  a  110  volt  lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shall  Be  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
to  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap¬ 
proved  cabinet  provided  with  a  lock  and  key. 

Rule  89.  DRY  PIPE  VALVE.  A  dry  pipe  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 
water  supply  of  the  standpipe  system  in  such  a  manner 
that  under  normal  conditions  its  piping  system  will  be  main¬ 
tained  dry,  but  in  the  event  of  a  hose  valve  being  opened, 
the  dry  pipe  valve  automatically  releases  the  water  into  the 
standpipe  system. 

In  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable,  dry  pipe 
valves  may  be  installed. 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  standpipe  system  due  to  the  open¬ 
ing  of  a  hose  valve ;  and  Type  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 
an  approved  non-coded  or  coded  closed  circuit  system  oper¬ 
ated  from  the  control  station  at  each  hose  outlet.  Dry  pipe 
valve  shall  be  located  as  near  as  practicable  to  the  standpipe 
system,  in  an  enclosed  place,  protected  from  mechanical  in¬ 
jury  and  freezing. 

When  Type  A  valve  is  installed  the  air  pressure  in  the 
standpipe  system  under  such  dry  pipe  valve  control  shall 
not  exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
25  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 
water  pressure  in  any  case.  Not  more  than  16  hose  outlets 
shall  be  supplied  through  one  dry  pipe  valve.  The  air  com¬ 
pressor  shall  have  a  capacity  of  not  less  than  11  cu.  ft. 
per  minute,  and  the  air  supply  for  the  pump  shall  be  taken, 
if  possible  from  a  room  containing  dry  air,  or  it  shall  pass 
through  a  drying  chamber  containing  calcium  chloride  in 
order  to  avoid  the  introduction  of  moisture  into  the  system. 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation ;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  They  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped, 
shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intermediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist : 

1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

2.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

3.  And  the  depth  of  the  setback  exceeds  ten  feet. 

4.  And  the  setback  exceeds  one  hundred  feet  above  grade 
level. 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered  to  con¬ 
form  to  the  provisions  of  these  rules,  except  where  sub¬ 
stantial  additions  or  extension  in  height  or  area  is  made 
to  the  building,  when  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex¬ 
cept  that  all  such  fire  line  systems  shall  have  or  be  provided 
with  the  following : 

1.  Roof  gravity  tank  shall  have  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

2.  The  bottom  of  the  gravity  tank  shall  be  not  less  than 
20  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

4.  House  lines  taken  from  outside  of  tank. 

5.  Tank  properly  heated  and  provided  with  overflow 
line. 

6.  Tank  shall  not  be  fed  through  fire  line. 

7.  Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection. 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank. 

9.  At  least  one  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10.  Hose  valves  and  hose  not  less  than  2y2  inches  in 
good  serviceable  condition.  No  automatic  hose  valves  per¬ 
mitted. 

11.  Wheel  of  hose  valve  within  6  ft.  6  in.  of  stair  land¬ 
ing  or  of  steps  within  2  ft. 

12.  An  open  or  automatic  ball  drip  between  the  Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  Siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser,  or 
secured  to  face  of  building  behind  the  Siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use, 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering,  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
rules. 


18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
years,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2J4  in. 

A — All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute ;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions ;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve: 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  of  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts,  washers, 
nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face.  Single  clapper  Siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the  inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening. 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 
seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  means 
of  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  Siamese,  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  will 
not  prevent  their  opening  when  the  pressure  on  the  steamer 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis¬ 
continuance  of  flow  into  the  Siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressure 
test  of  500  lbs.  for  30  minutes  under  normal  working 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  on 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protect 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  Siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  Siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  %  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  Siamese  connection  in  the 
same  system  with  a  land  end  Siamese  connection,  clapper 
\alves  shall  be  omitted  from  the  land  end  Siamese. 

r 

Rule  93a. 

Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  2^-Inch 
Hose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2^-inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 
brass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  cop¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur¬ 
nish  acceptable  corrosion  resistance. 

2.  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  2l/2- 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  per  minute. 
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4.  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

5.  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6.  It  shall  be  possible  to  secure  all  movable  exterior 
parts  of  the  valve  which  affect  the  pressure  adjustment  so 
that  the  adjustment  will  not  be  altered  accidentally  or  by 
tampering  without  giving  evidence  of  the  alteration.  It 
shall  be  possible  to  readily  accomplish  any  desired  adjust¬ 
ment  within  the  range  specified  below  by  the  use  of  a  regu¬ 
lation  Fire  Department  spanner  wrench. 

7.  The  adjustable  means  shall  provide  that  the  waterway 
within  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
inches  in  area  when  in  full-open  position  and  at  least  0.5 
square  inch  when  in  the  fully  reduced  position.  Between 
these  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
pressure  reduction  shall  be  obtained.  Each  such  position 
shall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
of  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
after  installation  to  show  a  registered  name  or  trade-mark, 
together  with  the  Calendar  Number  assigned  to  it  by  the 
Board  of  Standards  and  Appeals  and  the  registered  symbol 
of  endorsed  approval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  %  inch  high. 

10.  The  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  inch  high. 

Not  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals,  the  weight  and,  other  general  matter  noted,  and  valves 
certified.  One  of  the  valves  shall  then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  wherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  rescinded. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  Flouse  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


APPROVED  APPLIANCES 

APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  . 492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  . .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 


707 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders 

74- 36-A — 800  Lefferts  avenue,  south  side,  34  ft.  6j4  in. 

west  of  Schenectady  avenue  and  849  East 
New  York  avenue,  north  side,  25  ft.  4*4 
in.  west  of  Schenectady  avenue  (Block 
No.  1429,  Lot  Nos.  32,  36  and  43),  Bor¬ 
ough  of  Brooklyn. 

75- 36-A — North  side  of  Ninth  street,  368  ft.  east  of  Fifth 

avenue  (Block  No.  1005,  Lot  No.  59  and 
part  of  Lot  No.  57),  Borough  of  Brooklyn. 

76- 36-A — 2363-2 373  Bedford  avenue,  east  side,  158  ft.  3)4 

in.  south  of  Tilden  avenue  (Block  No. 
5135,  part  of  Lot  No.  53),  Borough  of 
Brooklyn. 

77- 36-A — 1094-1104  Nostrand  avenue,  northwest  corner 

of  Maple  street  (Block  No.  5030,  Lot  No. 
45),  Borough  of  Brooklyn. 

78- 36- A — 705-711  Franklin  avenue,  northeast  corner  of 

Park  place  (Block  No.  1231,  Lot  No.  1), 
Borough  of  Brooklyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA — Kennedy  2}4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 
164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 


88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

112-36-SA — Perfect  Automatic  Oil  Burner  (Gun  Type), 
Models  A  and  G,  Nos.  1,  2  and  3. 
119-36-SA — Teesdale  Baramatic  Damper. 

125-36-SA — Flex-O-Gas  Oil  Burner  for  Pressing  Ma¬ 
chine,  Model  T2. 

139-36-SA — Airtemp  Oil  Burner,  Models  A-6,  B-6  and 
C-6. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  zvill  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . 


My  Subscription  is  to  begin  with  the  issue  for.. 
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This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Orders  Served  on  Board. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  June  9,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  351-26-BZ,  26-36-BZ,  61- 
36-BZ,  8-36-BZ,  51-36-BZ,  64-36-BZ  and  27-36-A. 

Minutes  of  Regular  Meeting,  June  9,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  352-29-BZ,  47-34-BZ,  65- 
27- BZ,  379-33-BZ,  414-29-BZ,  155-36-BZ,  294-35-BZ, 
510-31-BZ,  349-35-BZ,  1149-24-BZ,  1250-27-BZ,  524-31- 
BZ,  399-30-BZ,  65-34-BZ,  137-36-A,  305-35-A,  130-36-A, 
53-36-A,  36-36-S,  697-28-SA  and  197-33-SA. 

Corrections  affecting  Calendar  Numbers  47-35-SA  and 
263-35-SA. 

Notice  of  Public  Hearing  on  Proposed  Rules  for  Lique- 
fiers  used  to  convert  solid  carbon  dioxide  to  a  liquid 
and/or  a  gas. 

Approved  Fireline  Hose  Valves. 

Rules  for  Refrigerating  Systems. 

Fire  Retarding  Rules  for  Garages  ,  etc. 

Reserve  Calendar, 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan.  ■ 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  June  15,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  June  22,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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New  Cases  Filed  up  to  June  10,  1936 


Cal.  No. 

165-36-S . . . 

Department 

. D.B.B.. ... 

Premises  A ffected 

.  .6018-6022  18th  avenue,  west 
side,  20  ft.  north  of  61st 
street  (Block  5518,  Lot  45), 
Borough  of  Brooklyn, 

Applic.  3433-36. 

166-36-BZ . 

. D.B.M... . 

..500  East  55th  street  and  41 
Sutton  place  south,  south¬ 
east  corner  (Block  1371,  Lot 
14),  Borough  of  Manhattan, 
N.B.  81-36. 

167-36-A. . . 

. F.D . 

.  .220  East  51st  street,  south 
side,  235  ft.  east  of  3rd  ave¬ 
nue  (Block  1324,  Lot  41), 
Borough  of  Manhattan, 

8407-L.C. 

168-36-BZ. , 

. D.B.B . 

.  .252-258  Havemeyer  street  and 
218  South  9th  street,  south¬ 
west  corner  (Block  2149, 
Lot  18),  Borough  of  Brook¬ 
lyn,  Applic.  2143-36. 

169-36- A... 

_ D.B.B . 

.  .8401-8411  Ridge  boulevard  and 
202-224  84th  street,  south¬ 
east  corner  (Block  6024,  Lot 
6),  Borough  of  Brooklyn, 
Applic.  4832-36. 

170-36-BZ. 

. D.B.Q . 

.  .25-13  35th  street,  east  side, 
92.04  ft.  south  of  Astoria 
boulevard  (Block  633,  Lots 
30,  31  and  32),  Long  Island 
City,  Borough  of  Queens, 
Decision. 

171-36-SA. 

. F.D . 

..Majestic  Pressing  Machine 
Burner,  Appliance. 

172-36-BZ. 

. D.B.Q . 

.  .80-25  Cornish  avenue,  west 
side,  135.66  ft.  north  of 
Queens  boulevard  (Block 
1538,  Lots  87  and  91),  Elm¬ 
hurst,  Borough  of  Queens, 
Decision. 

173-36-A... 

. F.D . 

..52-64  Warren  street,  south 
side,  215  ft.  west  of  Colum¬ 
bia  street  (Block  303,  Lot 
1),  Borough  of  Brooklyn, 
68165-C. 

174-36-BZ. 

. D.B.M.... 

..44-46  East  12th  street,  south 
side,  122  ft.  east  of  Broad¬ 
way  (Block  563,  Lot  28), 
Borough  of  Manhattan, 

Applic.  86-36. 

175-36- A... 

. F.D . 

.  .60  Church  street  and  191  Ful- 
ton  street,  northwest  corner 
(Block  85,  Lot  17),  Bor¬ 
ough  of  Manhattan, 

Decision. 

176-36-SA. 

. F.D . 

..Homestead  Oil  Burner, 

Appliance. 


Restored  to  Calendar 

47-34-BZ. ......  .D.B.Q . 95th  street,  east  side,  100  ft. 

north  of  Northern  boule¬ 
vard  (Block  1425,  Lots  44 
and  45),  Corona,  Borough 
of  Queens,  Plan  No.  466-34. 


65-27-BZ . D.B.Bx . West  Tremont  avenue,  south 

side,  from  University  ave¬ 
nue  to  Andrews  avenue 
(Block  2878,  Lot  200  and 
part  of  Lot  170),  Borough 
of  The  Bronx,  Decision. 


697-28-SA . D.B . Acme  Fire  Alarm  Signal  Sys¬ 
tem,  Appliance. 


36-36-S . D.B.B . 248  Lorimer  street,  east  side, 

65  ft.  1  in.  north  of  Broad¬ 
way  (Block  3086,  Lot  2), 
Borough  of  Brooklyn, 

Alt.  16149-35. 


379-33-BZ . D.B.Q . Southeast  corner  of  79th 

street  and  Astoria  boule¬ 
vard  (Block  1032,  Lot  54), 
Jackson  Heights,  Borough 
of  Queens,  Applic.  1487-36. 


414-29-BZ . D.B.B . 970  -  978  Nostrand  avenue, 

northwest  corner  of  Sulli¬ 
van  place  (Block  1305,  Lots 
46,  47,  48  and  50),  Borough 
of  Brooklyn,  Applic.  6862-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  June  4,  1936,  Messrs.  Conroy  &  Hardy,  attorneys,  served  on 
the  Board  petition  and  order  of  certiorari  for  Isaac  Levy,  objector, 
in  re  decision  of  April  28,  1936,  granting  under  section  7-c  a  gasoline 
station  extending  from  unrestricted  to  business  use  district,  at 
premises  246-250  Atlantic  avenue,  southwest  corner  Boerum  place, 
Borough  of  Brooklyn,  Cal.  No.  93-33-BZ. 

* *  *  * 

On  June  5,  1936,  Messrs.  Milano  and  Bianco,  attorneys,  served  on 
the  Board  petition  and  order  of  certiorari  for  Church  of  Santa 
Maria,  et  al.,  objectors,  in  re  decision  of  May  12,  1936,  granting  ex¬ 
tension  of  a  garage  under  section  7-e,  at  premises  2311  St.  Ray¬ 
mond’s  avenue,  Borough  of  The  Bronx,  Cal.  No.  35-36-BZ. 


COURT  DECISIONS 

In  re  Emigrant  Indus.  Sav.  Bank  (Board  of  Standards  and  Appeals') 
— July  16,  1933,  Board  denied  gasoline  station  in  busi¬ 
ness  district  under  section  21,  Cal.  No.  137-35-BZ; 
premises  113-123  West  51st  street  and  112-118  West 
52nd  street,  Borough  of  Manhattan.  Justice  Sheintag 
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referred  matter  to  referee  (N.  Y.  L.  J.,  January  8, 
1936).  Appellate  Division  reversed  order  appointing 
referee  and  remitted  matter  to  Special  Term  stating: 

“The  power  to  appoint  a  referee  given  by  the  pro¬ 
visions  of  section  719-a,  subd.  4,  Greater  New  York 
Charter,  should  be  sparingly  exercised  and  only  in  ex¬ 
traordinary  cases  where  special  circumstances  are  shown 
and  the  amount  of  testimony  which  the  court  deems 
necessary  for  the  proper  disposition  of  the  matter  will 
require  protracted  hearings.  In  the  circumstances  here 
disclosed,  we  are  of  opinion  that  the  appointment  of  a 
referee  was  unnecessary.”  (May  29,  1936.) 

*  *  * 

Gelkom  Realty  Corp.  v.  Murdock — March  31,  1936,  Board  denied 
reopening  of  this  application  for  the  purpose  of  rehear¬ 
ing  on  alleged  new  facts,  in  re  gasoline  service  station 
granted  by  the  Board  September  25,  1934,  thereafter  re¬ 
versed  by  the  Court  of  Appeals  in  Y.W.H.A.  vs.  Mur¬ 
dock,  Cal.  No.  249-33-BZ ;  premises  1312-1314  Fifth 
avenue.  Borough  of  Manhattan  Justice  Walsh  sustained 
Board,  stating  what  are  alleged  as  new  facts  are  cumu¬ 
lative  and  “the  slight  change  in  degree  will  not  change 
the  result.”  (N.  Y.  L.  J.,  June  6,  1936.) 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 


forms  . 

Concrete  Flat  Slabs,  Rules . .Mar. 

Concrete  Rules  (Hydrated  Lime)... June 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules..... . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . June 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules.... . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . May 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . •.••••. . Nov. 

Platform  Trucks,  Specifications  for. May 

Plumbing  Rules  . June 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.June 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpine  Fireline  Rules . June 

Structural  Alterations.  Reporting. .  .June 

Tank  Trucks,  Fuel  Oil,  etc . May 

Tank  Trucks,  Gasoline,  etc . May 


Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


2,  1932 — Vol.  17,  No.  31 

10,  1936— Vol.  21,  No.  10 

2,  1936— Vol.  21,  No.  22 

3,  1936— Vol.  21,  No.  9 

1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 

28,  1935— Vol.  20,  No.  22 

28,  1936— Vol.  21,  No.  17 

16,  1936— Vol.  21,  No.  24 

14,  1936— Vol.  21,  No.  15 

21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

19,  1936— Vol.  21,  No.  20 

27,  1934— Vol.  19,  No.  48 

26,  1936— Vol.  21,  No.  21 

2,  1936— Vol.  21,  No.  22 

25,  1936— Vol.  21,  No.  8 

16,  1936— Vol.  21,  No.  24 

19,  1936— Vol.  21,  No.  20 

12,  1936— Vol.  21,  No.  19 

9,  1936— Vol.  21,  No.  23 

7,  1932— Vol.  17,  No.  23 

26,  1936— Vol.  21,  No.  21 

26,  1936— Vol.  21,  No.  21 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . June 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.May 

Fuel  Oil  Pumps . June 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . May 


5,  1935— Vol.  20,  No.  10 
16,  1936— Vol.  21,  No.  24 

5,  1936— Vol.  21,  No.  18 

26,  1936— Vol.  21,  No.  21 
19,  1936— Vol.  21,  No.  20 
9,  1936— Vol.  21,  No.  23 

26,  1935— Vol.  20,  No.  48 

26,  1936— Vol.  21,  No.  21 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  15,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

70-36-BZ. 

APPLICANT — Edward  V.  Morand,  for  Carolernesto 
Realty,  Inc.,  and  Frank  Mazzetti,  owners. 

PREMISES — 2692-2708  Jerome  avenue,  east  side,  316.76 
ft.  north  of  East  Kingsbridge  road  (Block  No. 
3317,  Lot  Nos.  18,  19,  20,  21  and  22),  Borough  of 
The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  an  open  air  station  for 
the  parking  or  storage  of  more  than  five  (5)  motor 
vehicles. 


44-36-BZ. 

APPLICANT — Leon  Himmelfarbe,  for  First  Congrega¬ 
tional  Church,  owner. 

PREMISES — 1-7  Gramercy  Park  South  (East  20th  street) 
and  245  Fourth  avenue,  southeast  corner  (Block 
No.  875,  Lot  Nos.  78  and  79),  Borough  of  Man¬ 
hattan. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  a  business  use  and  partly  in  a  resi¬ 
dence  use  district,  the  use  of  a  vacant  lot  for  the 
parking  or  storage  of  more  than  five  (5)  motor 
vehicles. 


42-36-BZ. 

APPLICANT — David  Kaufman,  for  Hartsing  Realty 
Corp.,  owner. 

PREMISES — 74-25  Almeda  avenue,  south  side,  180  ft.  west 
of  Barbadoes  drive  (Block  No.  519,  Lot  No.  1), 
Arverne,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  petroleum  storage  plant. 


106-36-BZ.  • 

APPLICANT — -Milton  B.  Weissman,  for  Washton  Realty 
Corp.,  John  J.  Leavy  and  Margaret  B.  Leavy,  own¬ 
ers. 

PREMISES — 4-8  Mangin  street,  east  side,  75  ft.  north  of 
Grand  street  (Block  No.  321,  Lot  Nos.  29,  30  and 
31),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 


JUNE  16,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  16, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 


cal.  no.  293-17-BZ — Application  of  Vendome  Service  Cor¬ 
poration,  applicant  and  lessee,  on  be¬ 
half  of  Estate  of  Julia  Cameron, 
owner,  City  Bank  Farmers  Trust  Co., 
trustee,  reopened  January  28,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district,  the  change  of  occupancy  of  an 
existing  building  from  a  business 
building  (previously  granted  by  the 
board)  to  a  motor  vehicle  repair  shop 
and  garage  for  more  than  five  (5) 
motor  vehicles;  premises  403-413  West 
124th  street,  north  side,  100  ft.  west  of 
Morningside  avenue  and  2-4  LaSalle 
place  (Block  No.  1965,  Lot  No.  22), 
Borough  of  Manhattan. 

cal.  no.  140-36-BZ — Application,  May  15,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  aone 
resolution,  of  Milbank,  Tweed,  Hope 
and  Webb,  applicants,  on  behalf  of 
Improved  New  York  Properties  Cor¬ 
poration,  owner,  to  permit  partly  in  a 


711 


CALENDAR 


business  use  district  and  partly  in  a 
residence  use  district,  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  250-252  West  93rd 
street  and  2491-2495  Broadway,  south¬ 
west  corner  (Block  No.  1240,  Lot  Nos. 
52,  53  and  56),  Borough  of  Manhattan. 

cal.  no.  424-19-BZ — Application  of  Edwin  H.  Snackenberg, 
applicant,  on  behalf  of  Henry  W. 
Newman,  owner,  reopened  September 
24,  1935,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  (previously  granted  by  the 
board),  so  as  to  include  a  gasoline 
service  station ;  premises  2275-2291 
Bedford  avenue  and  2301-2309  Albe¬ 
marle  road,  northeast  corner  (Block 
No.  5110,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  66-36-BZ — Application,  March  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuel  Gardstein,  applicant,  on  be¬ 
half  of  Progressive  Synagogue,  owner, 
to  permit  in  a  residence  use  district 
the  extension  of  a  building  (church)  ; 
the  proposed  extension  not  conform¬ 
ing  with  “D”  area  requirements;  prem¬ 
ises  1515  46th  street,  north  side,  98  ft. 
east  of  15th  avenue  (Block  No.  5433, 
Lot  No.  72),  Borough  of  Brooklyn. 

cal.  no.  92-36-BZ— Application,  April  6,  1936,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products,  Inc., 
owner,  to  permit  in  a  business  use 
district  the  parking  or  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
109-131  West  50th  street,  north  side, 
and  110-130  West  51st  street,  south 
side,  105  ft.  west  of  Sixth  avenue 
(Block  No.  1003,  Lot  No.  17),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  59-36-BZ — Application,  March  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Larry  Meltzer  applicant,  on  behalf 
of  May  L.  Haberle,  owner,  to  permit 
in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station ;  premises  254-09  Hillside  ave¬ 
nue,  northeast  corner  of  Little  Neck 
parkway  (Block  No.  8766,  Lot  No.  1), 
Bayside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  16,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

131-36-A — 878-888  Coney  Island  avenue,  west  side,  200  ft. 

614  in.  south  of  Ditmas  avenue  (Block  No. 
5403,  Lot  Nos.  21  and  24),  Borough  of  Brook¬ 
lyn. 

304-35-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 


133-36-A — 2038  Bedford  avenue,  southwest  corner  of  Clark¬ 
son  avenue  (Block  No.  5064,  Lot  No.  57),  Bor¬ 
ough  of  Brooklyn. 

137-36-A — 115-117  West  45th  street,  north  side,  180  ft.  west 
of  Sixth  avenue;  3rd  and  4th  floors  (Block 
No.  998,  Lot  No.  24),  Borough  of  Manhattan. 
79-36-A — 1043-1053  Winthrop  street  and  177-187  East  93rd 
street,  northeast  corner  (Block  No.  4612,  Lot 
No.  43),  Borough  of  Brooklyn. 

149-36- A — 71-73  Water  street  and  17-21  Old  Slip,  southeast 
corner  (Block  No.  32,  Lot  No.  14),  Borough 
of  Manhattan. 

152-36-A — 146  Broadway,  north  side,  60  ft.  east  of  Bedford 
avenue  (Block  No.  2132,  Lot  No.  11),  Borough 
of  Brooklyn. 

161-36-A — 31-45  West  42nd  street,  36-68  West  43rd  street 
and  1110-1116  Sixth  avenue  (Block  No.  1258, 
Lot  No.  9),  Borough  of  Manhattan. 

175-36-A — 60  Church  street  and  191  Fulton  street,  north¬ 
west  corner  (Block  No.  85,  Lot  No.  17),  Bor¬ 
ough  of  Manhattan. 

Appliances  Submitted  for  Approval 

142- 36-SA — Lochinvar  Oil  Burning  Unit. 

143- 36-SA- — Lochinvar  Automatic  Oil  Burning  Water 

Heater. 

160-36-SA — Sealdheet  Oil  Burner,  Model  SH. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
16,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  191-34-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  The  Hermitage 
Corporation,  owner,  reopened  May  5, 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years ;  premises 
2087  Boston  road,  west  side,  165.08 
ft.  south  of  East  180th  street  (Block 
No.  3137,  part  of  Lot  No.  20),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  52-36-BZ — Application,  March  9,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Benjamin  Hinerfeld,  Special  Dep¬ 
uty  Superintendent  of  Banks  of  the 
State  of  New  York,  for  Bank  of  Eu¬ 
rope  Trust  Company,  owner,  to  permit 
in  a  business  district  the  change  of 
occupancy  of  an  existing  building  to 
an  iron  and  wire  works;  premises  218 
East  97th  street,  south  side,  285  ft. 
east  of  Third  avenue  (Block  No.  1646, 
Lot  No.  37),  Borough  of  Manhattan. 

cal.  no.  138-36-BZ— Application,  May  15,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Louis  Berger 
and  Sol  Berger,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station; 
premises  1096-1098  Lafayette  avenue 
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and  10-16  Patchen  avenue,  southwest 
corner  (Block  No.  1612,  Lot  Nos.  43 
and  44),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  22,  1936,  AT  2  P.  M. 


JUNE  23,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  23, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters  : 


Building  Zone  Cases 

88-36-BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 

PREMISES — 3170-3178  Broadway  and  28-34  Tieman 
place,  southeast  corner  (Block  No.  1981,  Lot  No 
65),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  (for 
the  testing  of  brakes)  on  an  existing  gasoline 
service  station. 


89-36-BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc 
owner. 

PREMISES — 2409  Jerome  avenue,  west  side,  275  ft.  north 

?£^W?,st  184th  street  (BI°ck  No.  3199,  Lot  No 
106),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  (for 
the  Jesting  of  brakes)  on  an  existing  gasoline 
service  station. 


90-36-BZ. 

APPLICANT  James  J.  Kearney,  for  Ludolph  Schneider 
owner. 

PREMISES— 48-20  40th  street,  southwest  corner  of 
Greenpomt  avenue  (Block  No.  205,  Lot  No  ?5) 
Sunnyside,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


94-36-BZ. 

APPLICANT— -Delson,  Levin  and  Gordon,  for  Absar 
Realty  Company,  Inc.,  owner. 

PREMISES — 901  Walton  avenue,  west  side,  63.40  ft  north 
of  East  161st  street  (Block  No.  2476,  Lot  No  90 
Borough  of  The  Bronx. 

APPLICATION, 'under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  from  residence  to  business  use  (stores)  and, 
also,  the  erection  of  a  small  extension  for  store 


use. 


156-36-BZ. 

APPLICANT — Joseph  B.  Lynch,  for  Colonial  Beacon  Oil 
Co.,  Inc.,  lessee  (long  term  lease). 

PREMISES— 1932-1938  Coney  Island  avenue  and  1011-1019 
Avenue  P,  northwest  corner  (Block  No.  6617  Lot 
No.  45),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a  and  21  of  the  buildipg 


cal.  no.  39-34-BZ — Application  of  Hlavac  and  Dlouhy, 
applicants,  on  behalf  of  Little  Neck 
Investors,  Inc.,  owner,  reopened  May 
19,  1936,  for  consideration  as  to  exten¬ 
sion  of  permit  and  amendment  of  reso¬ 
lution  of  June  26,  1934— re  Applica¬ 
tion,  previously  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  residence  district  the 
change  of  occupancy  of  an  existing 
building  to  business  use  (restaurant) 
for  a  temporary  period  of  two  (2) 
years;  premises  northwest  corner  of 
Pembroke  avenue  and  Westmoreland 
street  (Block  No.  4118,  Lot  No.  221), 
Little  Neck,  Borough  of  Queens. 

cal.  no.  1552-21-BZ — Application  of  Alexander  H.  Rock- 
more,  applicant,  on  behalf  of  Beatrice 
R.  Freeman,  owner,  reopened  January 
14,  1936,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  maintenance  of  a 
motor  vehicle  repair  shop  (previously 
granted  by  the  Board  for  minor  re¬ 
pairs)  ;  premises  718-720  Coney  Island 
avenue,  west  side,  300  ft.  9 in.  north 
of  Cortelyou  road  (Block  No.  5378, 
Lot  No.  28),  Borough  of  Brooklyn. 


cal.  no.  37-36-BZ — Application,  February  20,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Nordlinger,  Riegelman  and 
Cooper,  applicants,  on  behalf  of  Joseph 
P.  Day,  Inc.,  owner,  to  permit  partly 
in  a  business  use  district  and  partly  in 
a  residence  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  and,  also,  the  parking  of  more 
than  five  (5)  motor  vehicles;  premises 
2-12  Neptune  avenue,  southwest  corner 
of  Shore  boulevard  (Block  No.  7516, 
Lot  No.  35),  Borough  of  Brooklyn. 

cal.  no.  80-36-BZ — Application,  March  28,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  &  Siegel,  applicants,  on 
behalf  of  Ammek  Realty  Corporation, 
owner,  to  permit  in  a  residence  use 
district  the  alteration  and  change  of 
occupancy  of  part  of  the  first  story  of 
an  existing  multiple  dwelling  from 
residence  to  business  use  (stores)  ; 
premises  1398  Grand  Concourse  and 
204  East  170th  street,  southeast  corner 
(Block  No.  2831,  Lot  No.  48),  Borough 
of  The  Bronx. 


cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 


713 


CALENDAR 


district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  23,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

154-36- A — 1410  Rockaway  parkway,  north  side,  170  ft.  west 
of  Glenwood  road  (Block  No.  8165,  Lot  No. 
58),  Borough  of  Brooklyn. 

167-36-A — 220  East  51st  street,  south  side,  235  ft.  east  of 
Third  avenue  (Block  No.  1324,  Lot  No.  41), 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
23,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  141-33-BZ — Application  of  Archie  H.  Samuels,  ap¬ 
plicant,  on  behalf  of  Elsie  J.  Hassall, 
owner,  reopened  Tune  2,  1936,  for  fur¬ 
ther  hearing  by  Order  of  the  Court — 
re  Application,  under  sections  7f  and 
21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station  (application  denied  un¬ 
der  section  21)  ;  premises  northwest 
corner  of  Farmers  boulevard  and 
143rd  road  (Block  No.  3238,  Lot  No. 
109),  Springfield,  Borough  of  Queens. 

cal.  no.  61-36-BZ — Application,  March  18,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Cromshow,  applicant,  on 
behalf  of  Abraham  B.  Cox,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  1235-1239  Second  avenue  and 
248-252  East  65th  street,  southwest 
corner  (Block  No.  1419,  Lot  Nos.  26 
and  28),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  28,  1936,  2  P.  M. 

SPECIAL  MEETING 
Rules 

262-35-SR — Proposed  Rules  for  Liquefiers  used  to  convert 
solid  carbon  dioxide  to  a  liquid  and/or  a  gas. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  29,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

117-36-BZ. 

APPLICANT — Samuels  &  Samuels,  for  William  H.  Hem- 
mingway,  owner. 


PREMISES— 7405-7411  Sixth  avenue,  east  side,  32  ft. 
south  of  74th  street  (Block  No.  5932,  Lot  No.  12), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


23-36-BZ. 

APPLICANT— Joseph  B.  Ferguson,  for  Nonkwah  Realty 
Corp.,  owner. 

PREMISES— 247-259  West  54th  street,  north  side,  79  ft.  6 
in.  east  of  Eighth  avenue  (Block  No.  1026,  Lot 
Nos.  ID,  5  and  8 y2),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  maintenance  of 
a  garage  for  more  than  five  (5)  motor  vehicles. 


99-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Peter  Dinnella, 
owner. 

PREMISES — 84-14  Forest  parkway  (83rd  street),  west 
side,  91.60  ft.  south  of  Park  lane  south  (Block  No. 
12,  Lot  Nos.  288,  325,  327),  Forest  Hills,  Borough 
of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  and  also,  partly  in  an  “F” 
area  and  partly  in  a  “C”  area  district,  the  erection 
and  maintenance  of  a  multiple  dwelling  not  con¬ 
forming  with  “F”  area  requirements. 

128-36-BZ. 

APPLICANT — Harry  P.  Jaenike,  for  Spruille  Braden, 
owner. 

PREMISES — 5205-5257  Sycamore  avenue,  west  side,  308.57 
ft.  south  of  West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way  (Block  No. 
3420,  Lot  Nos.  485-850),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  multiple  dwelling  and,  also,  a 
garage  for  more  than  five  (5)  motor  vehicles  to  be 
used  for  tenants  of  multiple  dwelling  on  same  plot. 

153-36-BZ. 

APPLICANT — Abraham  N.  Horwitz,  for  West  End 
Holding  Corporation,  owner. 

PREMISES— 140-154  West  End  avenue,  east  side,  from 
West  66th  street  to  West  67th  street  (Block  No. 
1158,  Lot  Nos.  1,  2,  3,  4,  61,  62,  63  and  64),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

98-36-BZ. 

APPLICANT — Frank  E.  Vitolo,  for  The  Hirsch  Trust  for 
the  benefit  of  Education  in  the  Ethical  Culture 
Schools,  owner,  Robert  D.  Kohn,  trustee. 

PREMISES — 2939  West  29th  street,  east  side,  320  ft.  south 
of  Mermaid  avenue  (Block  No.  7052,  Lot  Nos.  81 
and  82),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
a  business  use. 
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1 18-36-BZ. 

APPLICANT — Carl  Bach,  for  Estate  of  Edward  Bach, 
owner. 

PREMISES — 242-252  St.  Nicholas  avenue,  northeast  cor¬ 
ner  of  West  122nd  street  and  2271-2281  Eighth 
avenue,  northwest  corner  of  West  122nd  street 
(Block  No.  1949,  Lot  No.  29),  Borough  of  Man- 
■  hattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


JUNE  30,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon ,  June 
30,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  ; 


cal.  no.  352-29-BZ — Application  of  Leo  Pincus,  applicant, 
on  behalf  of  Rose  Chizner  Realty 
Corporation,  owner,  reopened  March 
10,  1936,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
'  five  (5)  motor  vehicles  (application 

for  a  garage  for  more  than  five  (5) 
motor  vehicles  and  gasoline  service 
station  on  the  same  premises  previ¬ 
ously  denied  by  the  board)  ;  premises 
212-220  East  98th  street,  southwest 
corner  of  Kings  highway  (Block  No. 
4633,  Lot  No.  34),  Borough  of  Brook¬ 
lyn. 


cal.  no.  47-34-BZ — Application  of  Abrem  Cohen,  applicant 
and  owner,  reopened  June  9,  1936,  for 
consideration  as  to  extension  of  permit 
- — re  Application,  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  replacement  of  a  frame  lumber 
shed  with  a  concrete  structure  for  a 
temporary  period  of  two  (2)  years ; 
premises  east  side  of  95th  street.  100 
ft.  north  of  Northern  boulevard  (Block 
No.  1425,  Lot  Nos.  44  and  45),  Corona, 
Borough  of  Queens. 


cal.  no.  65-27-BZ — Application  of  Dunnigan  and  Dusen- 
bury,  applicants,  on  behalf  of  Tree- 
verse  Realty  Corporation,  owner,  re¬ 
opened  June  9,  1936,  for  consideration 
of  an  amendment  to  the  resolution  of 
March  29,  1927,  to  permit  the  erection 
of  a  roof  sign — re  Application,  granted 
under  section  21  of  the  building  zone 
resolution,  permitting  in  a  "residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
south  side  of  West  Tremont  avenue, 
from  University  avenue  to  Andrews 
avenue  (Block  No.  2878,  Lot  No.  200 
and  part  of  Lot  No.  170),  Borough  of 
The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  7,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  July  7, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters  : 

cal.  no.  351-26-BZ — Application  of  Saul  Goldsmith,  appli¬ 
cant,  on  behalf  of  Edgemont  Realty 
Corporation,  owner,  reopened  March 
31,  1936,  under  sections  7b  and  21  of 
the  building  zone  resolution,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  extension  in 
height  of  an  existing  building  used  for 
business  purposes  (stores)  previously 
granted  by  the  board;  premises  1 78- 
186  Parkside  avenue  and  333-345 
Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of 
Brooklyn. 

cal.  no.  155-36-BZ — Application,  May  27,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Tobias  Goldstone,  appli¬ 
cant,  on  behalf  of  Herap  Properties, 
Inc.,  and  Simon  Holland,  owners,  to 
permit  the  extension,  from  an  unre¬ 
stricted  use  district  into  a  business  use 
district,  of  an  existing  structural  iron 
works ;  premises  258-280  Lott  avenue, 
540-554  Christopher  avenue,  southwest 
corner  and  821-835  Stone  avenue, 
southeast  corner  of  Lott  avenue  (Block 
No.  3855,  Lot  Nos.  10  and  17),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  414-29-BZ — Application  of  Stella  Cofer  Sartor,  ap¬ 
plicant  and  owner,  reopened  June  9, 
1936,  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit 
partly  in  a  residence  use  district  and 
partly  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  970-978  Nostrand 
avenue,  northwest  corner  of  Sullivan 
place  (Block  No.  1305,  Lot  Nos.  46,  47, 
48  and  50),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  7,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  July 
7,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu- 
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tion,  of  Robert  T.  Lyons  and  Saul 

Bernstein,  applicants,  on  behalf  of 

Mortgage  Commission  of  the  State  of 

New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex- 

ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDQCK,  Chairman. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JUNE  9,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  June  2,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
June  2,  1936,  were  approved  as  printed  in  Bulletin  No.  23, 
Vol.  XXI. 


BUILDING  ZONE  CASES 

351-26-BZ. 

APPLICANT — Saul  Goldsmith,  for  Edgemont  Realty 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7b  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business  district  the 
extension  in  height  of  an  existing  building  used 
for  business  purposes  (stores)  previously  granted 
by  the  board  (reopened  March  31,  1936). 

PREMISES  AFFECTED— 178-186  Parkside  avenue  and 
333-345  Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  William  Walzer. 

For  Opposition  :  Frank  Weinstein. 

ACTION  OF  BOARD — Laid  over  to  July  7,  1936.  at  10 
a.m.,  upon  request  of  applicant’s  representative. 


26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein,  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use,  “B”  area 
and  2  times  height  district,  the  alteration  of  a  hotel 
— wffiich  after  alteration  will  exceed  the  permitted 
height  and  will  not  have  the  required  yard  and 
court  space. 

PREMISES  AFFECTED— 145  West  51st  street,  north 
side,  125  ft.  east  of  Seventh  avenue  (Block  No. 
1004,  Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Robert  T.  Lyons,  A.  J.  Halprin 
and  Saul  Bernstein. 

For  Opposition:  Frank  L.  Cunningham,  John  F. 
Brennan  and  William  Kennedy. 

ACTION  OF  BOARD — Laid  over  to  July  7,  1936,  at  2 
p.m.  No  further  argument ;  parties  interested  to 
try  and  arrive  at  some  reasonable  adjustment. 


61-36-BZ. 

APPLICANT — John  J.  Cromshow,  for  Abraham  B.  Cox, 
owner. 


SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7-E  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 1235-1239  Second  avenue  and 
248-252  East  65th  street,  southwest  corner  (Block 
No.  1419,  Lot  Nos.  26-28),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  John  J.  Cromshow'  and  G.  E.  Up¬ 
dike. 

For  Opposition  :  Sol  A.  Herzog,  Stanley  M.  Rab- 
adan,  Harold  Andersen,  Max  C.  Greenwald 
and  John  W.  Creedon. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1936,  at  2 
p.m.,  for  consideration  by  the  board.  No  further 
argument.  Applicant  to  submit  prospective  lease 
for  premises. 


8-36-BZ. 

APPLICANT — J.  Sarsfield  Kennedy,  for  Brookmead 
Realty  Co.,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 137-02  to  137-06  Jamaica  ave¬ 
nue,  southeast  corner  of  Van  Wyck  avenue  (Block 
No.  1018,  Lot  No.  1),  Jamaica,  Borough  of  Queens, 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition  :  E.  P.  Holliday  and  others. 
ACTION  OF  BOARD — -Application  dismissed  for  lack  of 
prosecution.  No  appearance  for  applicant. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROSECU¬ 
TION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(8-36-BZ) 

Whereas,  J.  Sarsfield  Kennedy,  for  Brookmead  Realty 
Co.,  Inc.,  owner,  filed  January  20,  1936,  an  application  un¬ 
der  the  building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline  service 
station;  premises  137-02  to  137-06  Tamaica  avenue,  south¬ 
east  corner  of  Van  Wyck  avenue  (Block  No.  1018,  Lot  No. 
1),  Jamaica,  Borough  of  Queens;  and 

Whereas,  when  this  application  wras  called,  no  one  ap¬ 
peared  on  behalf  of  the  applicant. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


51-36-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Isabelle  B.  Booth, 
owner. 
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SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7e  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles  and  also  a 
gasoline  service  station. 

PREMISES  AFFECTED — 153-02  Hillside  avenue  and  87- 
61  153rd  street,  southeast  corner  (Block  No.  838, 
Lot  No.  13),  Jamaica,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Alfred  H.  Eccles  and  Aubrey  C. 
Booth. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(51-36-BZ) 

Whereas,  Alfred  H.  Eccles,  for  Isabelle  B.  Booth, 
owner,  filed  March  5,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  more  than  five 
(5)  motor  vehicles  and  also  a  gasoline  service  station; 
Premises:  153-02  Hillside  avenue  and  87-61  153rd  street, 
southeast  corner  (Block  No.  838,  Lot  No.  13),  Jamaica, 
Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  9,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hillside  avenue  is  in  a  busi¬ 
ness  district  153rd  street  is  in  a  business  and  residence 
district;  88th  avenue  (Willett  avenue)  is  in  a  residence  and 
business  district  and  Parsons  boulevard  is  in  a  business 
district  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  17,  1936,  re  application  No.  262-1936, 
reads : 

“The  erection  of  a  building  in  a  business  district  to 
be  occupied  by  more  than  five  cars  with  the  sale  of 
gasoline  is  prohibited  by  the  zone  law  (Art.  2,  Sec. 
4a  sub.  15  and  46).  Not  further  examined.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  80  ft.  on  Hillside  avenue  and  56  ft.  on 
153rd  street,  upon  which  it  is  proposed  to  erect  (on  the 
south  portion)  a  one-story  garage  for  more  than  5  motor 
vehicles,  80  ft.  by  35  ft.  4  in.  in  area,  and  it  is  proposed 
to  use  the  remainder  of  the  plot — 80  ft.  on  Hillside  avenue 
and  approximately  21  ft.  deep  as  a  gasoline  service  station  ; 
the  existing  frame  dwelling  now  on  the  site ;  to  be  re¬ 
moved  ;  and 

Whereas,  the  premises  under  appeal  were  the  subject 
of  an  inspection  by  a  committee  of  the  board,  so  that  the 
board  might  be  informed  prior  to  this  hearing;  and 

Whereas,  in  support  of  Section  7-E  of  the  building 
zone  resolution,  the  applicant  has  submitted  documentary 
evidence  of  the  existence  prior  to  1916  of  a  garage  for 
more  than  five  motor  vehicles  on  the  same  block  within 
the  same  two  intersecting  streets  as  plot  under  appeal ; 
which  evidence  was  substantiated  when  the  board  acted 
under  calendar  numbers  819/28-BZ  and  641/19-BZ;  and 

Whereas,  the  board  deems  that  the  plot  in  question  is  in 
a  unique  position  insofar  as  hardship  is  concerned  and,  in 
view  of  the  conditions  set  forth  in  this  application,  that 
the  applicant  has  established  unnecessary  hardship  as  de¬ 
fined  under  Section  21  of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 


the  application  be  and  it  hereby  is  granted  under  Sections 
7-E  and  21  thereof  for  a  term  of  ten  years,  to  permit  the 
premises  under  appeal  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles  and  as  a  gasoline  selling  sta¬ 
tion,  on  condition  that  the  present  dwelling  on  the  site 
shall  be  entirely  removed  and  the  plot  levelled  substanti¬ 
ally  to  the  grade  of  Hillside  avenue;  that  the  building 
shall  not  exceed  one  story  in  height  and  shall  be  con¬ 
structed  substantially  of  the  design  and  arrangement  as 
indicated  on  plans  filed  with  this  application ;  that  it  shall 
be  constructed  of  fireproof  materials  except  that  the  roof 
beams,  boarding,  exterior  doors  and  windows  may  be  of 
wood,  providing  the  ceiling  throughout  is  fire-retarded  in 
accordance  with  the  rules  of  the  Board  of  Standards  and 
Appeals  and  that  the  roof  is  weather  surfaced  with  non- 
inflammable  material ;  that  there  shall  be  no  lot  line  open¬ 
ings  to  the  adjoining  premises  to  the  south  and  east;  that 
the  boilerroom  shall  be  entirely  separated  from  the  garage 
portion  with  fireproof  construction  with  fireproof  self¬ 
closing  door ;  that  the  entire  area  where  not  covered  by  the 
accessory  and  garage  building  shall  be  cement  paved ;  that 
the  exposed  wall  of  the  existing  one-story  taxpayer  on 
the  balance  of  this  lot  to  the  east  shall  be  faced  with 
face  brick  to  match  the  garage  building;  that  the  rear  lot 
line  wall  to  the  south  shall  also  be  of  face  brick  for  a 
distance  of  30  feet  easterly  from  the  building  line  of  1 53d 
street ;  that  gasoline  pumps  erected  on  the  premises  shall 
not  be  nearer  than  15  ft.  from  either  building  line;  that 
these  pumps  shall  be  of  the  masonry  pedestal  design ;  that 
the  entrances  on  the  building  lines  to  the  plot  shall  be 
limited,  to  two  25-foot  entrances  from  Hillside  avenue  and 
one  twenty  foot  entrance  from  153d  street;  that  curb  cuts 
opposite  these  entrances  on  the  building  line  shall  not 
exceed  30  ft.  each  on  Hillside  avenue  and  25  ft.  on  153d 
street ;  that  there  shall  be  constructed  between  the  entrances 
reinforced  concrete  curbing  not  less  than  12  inches  in 
width  and  5  inches  in  height  with  rounded  top  cast  integral 
with  the  cement  paving;  that  no  entrance  shall  be  nearer 
than  five  feet  from  the  easterly  building  line  or  five  feet 
from  the  corner  formed  by  the  intersection  of  Hillside 
avenue  and  153rd  street;  that  signs  shall  be  restricted  to 
the  illuminated  globes  of  the  gasoline  pumps  and  to  a  flat 
sign  permanently  attached  to  the  garage  building,  prohibit¬ 
ing  any  roof  signs  or  signs  of  a  temporary  nature,  but 
permitting  the  erection  of  one  post  standard  within  the 
building  line  near  the  street  intersections  for  supporting 
an  illuminated  sign  advertising  only  the  brand  of  gasoline 
on  sale,  providing  such  sign  does  not  extend  beyond  the 
building  line  more  than  five  feet;  that  no  automobile  re¬ 
pairing  shall  be  permitted  on  the  premises  and  no  parking 
of  cars  other  than  those  m  the  garage  and  those  being 
serviced ;  that  no  portable  gasoline  pumps  shall  be  used 
on  or  from  the  premises ;  that  plans  shall  be  submitted  to 
the  board  and  approved  by  the  chairman  in  behalf  of  the 
board  before  submission  of  same  to  the  commissioner  of 
buildings;  that  all  permits  required  shall  be  obtained  and 
all  work  involved  completed  within  one  year  from  the  date 
of  this  action ;  that  this  resolution  shall  be  made  a  part  of 
any  lease  entered  into  for  the  premises. 


64-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Minnie  Levine, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use,  “E”  area 
district  the  erection  and  maintenance  of  a  multiple 
dwelling  not  conforming  with  the  requirements  of 
an  “E”  area  district. 

PREMISES  AFFECTED — 77-34  Austin  street,  west  side, 
305.55  ft.  north  of  Union  turnpike  (Block  No. 
3334,  Lot  No.  292),  Forest  Hills,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Samuel  Gardstein  and  Louis  Le¬ 
vine. 
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For  Opposition :  Donald  McLean  Somers. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION— 

(64-36-BZ) 

Whereas,  Samuel  Gardstein,  for  Minnie  Levine,  owner, 
filed  March  19,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  residence  use  “E”  area  district 
the  erection  and  maintenance  of  a  multiple  dwelling  not 
conforming  with  the  requirements  of  an  “E”  area  district; 
Premises:  77-34  Austin  street,  west  side,  305.55  ft.  north 
of  Union  turnpike  (Block  No.  3334,  Lot  No.  292),  Forest 
Hill,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  9,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Austin  street  is  in  a  residence 
use  and  also  “E”  and  “D”  area;  Burns  street  is  in  a  resi¬ 
dence  use  and  also  “E”  and  “D”  area ;  77th  road  is  in  a 
residence  use ;  also  “E”  area  and  78th  avenue  is  in  a  resi¬ 
dence  use  and  also  “E”  and  “D”  area ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  9,  1936,  re  App.  No.  270-36,  reads: 

“Proposed  building  as  indicated  in  applications  and 
plans  is  in  violation  of  Art.  4,  Section  15  of  the  build¬ 
ing  zone  resolution — 

Required  setback  is  not  provided ; 

Required  side  yard  is  not  provided ;  required  rear 
yard  is  not  provided ;  area  occupied  is  in  excess  of  that 
allowed  in  residence  ‘E’  zone.” 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  six  stories  (62  ft.)  in  height,  with  a  front¬ 
age  of  136  ft.  10  in.  and  a  depth  of  80  ft.  to  be  occupied 
as  a  multiple  dwelling.  It  is  proposed  to  erect  the  build¬ 
ing  within  4  ft.  6  in.  of  the  building  line  instead  of  the 
required  10  ft.,  the  side  yards  are  10  ft.  4  in.  wide  instead 
of  the  required  13  ft.  width;  the  rear  yard  is  15  ft.  6  in. 
in  depth  instead  of  the  required  22  ft.  6  in.  proposed  build¬ 
ing  occupies  approximately  60  per  cent  of  the  area  of  the 


lot  on  all  stories  instead  of  the  allowable  50  per  cent  on 
1st  story,  and  30  per  cent  above  the  first  story;  and 
Whereas,  a  committee  of  the  board  inspected  the  prem¬ 
ises  under  appeal  recently,  so  that  the  board  might  be  in¬ 
formed  prior  to  this  hearing;  and 

Whereas,  the  plots  either  side  are  now  developed  with 
multiple  dwellings  constructed  to  conform  with  the  re¬ 
quirements  of  the  “D”  area  existing  prior  to  October  5, 
1934,  on  which  date  the  area  was  changed  to  an  “E”  area; 
and 

Whereas,  the  board  deems  that  in  view  of  the  condi¬ 
tions  set  forth  and  the  date  of  purchase  antedating  the 
change  of  zone  by  only  four  days,  unknown  to  the  buyer, 
the  applicant  has  substantiated  his  basis  of  appeal,  Section 
21  of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  area  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
21  thereof,  on  condition  that  the  building  complies  in  all 
respects  with  the  requirements  of  the  zone  resolution  for 
a  “D”  area  district  and  that  no  part  of  the  building  is  less 
than  4  ft.  6  in.  from  the  building  line  of  Austin  street. 


APPEAL  FROM  ADMINISTRATIVE  ORDER 
27-36-A. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein,  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 145  West  51  st  street,  north 
side,  125  ft.  east  of  Seventh  avenue  (Block  No. 
1004,  Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Robert  T.  Lyons,  A.  J.  Halprin 
and  Saul  Bernstein. 

For  Opposition:  Frank  L.  Cunningham,  John  F. 
Brennan  and  William  Kennedy. 

ACTION  OF  BOARD — Laid  over  to  July  7,  1936,  at  2 
p.m.,  for  consideration  by  the  board,  pending  ac¬ 
tion  by  the  board  on  Cal.  No.  26-36-BZ. 


Adjourned,  1  :10  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  AFTERNOON,  JUNE  9,  1936. 

Present :  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

352-29-BZ. 

APPLICANT — Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (application  for  a  garage 
for  more  than  five  (5)  motor  vehicles  and  gasoline 
service  station  on  same  premises  previously  denied 
by  board ;  reopened  March  10,  1936. 


PREMISES  AFFECTED — 212-220  East  98th  street,  south¬ 
west  corner  of  Kings  highway  (Block  No.  4633, 
Lot  No.  34),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Leo  Pincus  and  A.  Kiba  Margolin. 
For  Opposition :  S.  J.  Koff,  Samuel  Goldberg  and 
Harvey  K.  Weiss. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1936,  at  2 
p.m.,  for  further  inspection  and  consideration  by 
the  board.  No  further  argument. 


47-34-BZ. 

APPLICANT — Abrem  Cohen,  owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  commissioner 
of  buildings)  granted  under  section  21  of  the 
building  zone  resolution,  permitting  partly  in  a 
business  district  and  partly  in  a  residence  district, 
the  replacement  of  a  frame  lumber  shed  with  a 
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concrete  structure  for  a  temporary  period  of  two 
(2)  years. 

PREMISES  AFFECTED — East  side  of  95th  street,  100  ft. 
north  of  Northern  boulevard  (Block  No.  1425,  Lot 
Nos.  44  and  45),  Corona,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  Sol  Ringel. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  June  30,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


65-27-BZ. 

APPLICANT — Dunnigon  and  Dusenbury,  for  Treeverse 
Realty  Corporation,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  district  the 
erection  and  maintenance  of  a  business  building. 

PREMISES  AFFECTED — South  side  of  West  Tremont 
avenue,  from  University  avenue  to  Andrews  ave¬ 
nue  (Block  No.  2878,  Lot  No.  200  and  part  of  Lot 
No.  170),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Joseph  F.  Dusenbury. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  June  30,  1936,  at 
2  p.m.  Applicant  to  notify  property  owners  in  the 
affected  area  by  regular  mail  not  later  than  June 
18,  1936.  Such  notice  to  include  instructions  to 
property  owners  that  objections  or  consents  shall 
be  filed  with  the  board  not  later  than  June  25, 
1936. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


379-33-BZ. 

APPLICANT — Anna  Haurylak,  for  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W.  Stalma  and  Vlasta 
Stalma,  owners. 

SUBJECT — Application  for  reopening  under  new  proposi¬ 
tion — re  (decision  of  the  commissioner  of  build- 
ings)  under  section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service  station  and 
motor  vehicle  repair  shop. 

PREMISES  AFFECTED — Southeast  corner  of  79th  street 
and  Astoria  boulevard  (Block  No.  1032,  Lot  No. 
54),  East  Elmhurst,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Jacob  S.  Manheimer. 

For  Opposition :  Edward  J.  Victory  and  Leon 
Wagman. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . , .  0 


414-29-BZ. 

APPLICANT — Stella  Cofer  Sarto  r,  owner. 


SUBJECT — Application  for  reopening  under  sections  7h 
and  21  of  the  building  zone  resolution  (re  decision 
of  the  commissioner  of  buildings)  to  permit  the 
parking  of  more  than  five  (5)  motor  vehicles — 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district. 

PREMISES  AFFECTED — 970-978  Nostrand  avenue, 
northwest  corner  of  Sullivan  place  (Block  No. 
1305,  Lot  Nos.  46,  47,  48  and  50),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Stella  Cofer  Sartor. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  July  7,  1936,  at  10 
a.m.  Applicant  to  notify  property  owners  in  the 
affected  area  by  registered  mail  not  later  than  June 
20,  1936.  Such  notice  to  include  instructions  to 
property  owners  that  objections  or  consents  shall 
be  filed  with  the  board  not  later  than  July  2,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


155-36-BZ. 

APPLICANT — Tobias  Goldstone,  for  Herap  Properties, 
Inc.,  and  Simon  Holland,  owners. 

SUBJECT — Request  for  preferential  hearing — re  Applica¬ 
tion  (re  decision  of  the  commissioner  of  build¬ 
ings)  under  sections  7c  and  21  of  the  building  zone 
resolution,  to  permit  the  extension  from  an  unre¬ 
stricted  use  district  into  a  business  use  district  of 
an  existing  structural  iron  works. 

PREMISES  AFFECTED— 258-280  Lott  avenue  and  540- 
554  Christopher  avenue,  southwest  corner,  and  821- 
835  Stone  avenue,  southeast  corner  of  Lott  avenue 
(Block  No.  3855,  Lot  Nos.  10  and  17),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Tobias  Goldstone  and  Louis  Hol- 
lano. 

ACTION  OF  BOARD— Preferential  hearing  granted — 
calendar  call  waived  and  set  for  hearing  July  7, 
1936,  at  10  a.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  not  later 
than  June  20,  1936.  Such  notice  to  include  instruc¬ 
tions  to  property  owners  that  objections  or  con¬ 
sents  shall  be  filed  with  the  board  not  later  than 
Tuly  2,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


294-35-BZ. 

APPLICANT— Burke  and  Olsen,  for  Mary  A.  Kenney, 
owner. 

SUBJECT — Request  for  reopening — amendment — re  Ap¬ 
plication  (decision  of  the  commissioner  of  build¬ 
ings)  granted  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
alteration,  extension  and  conversion  of  occupancy 
of  an  existing  building  to  a  garage  for  more  than 
five  (5)  motor  vehicles  for  a  temporary  period. 

PREMISES  AFFECTED — 349-351  Columbia  street,  east 
side,  100  ft.  north  of  Coles  street  (Block  No.  510, 
part  of  Lot  No.  5),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  John  Burke  and  Joseph  Chiarello. 
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ACTION  OF  BOARD — Request  to  reopen  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(294-35-BZ) 


Whereas,  this  application  affecting  premises  349-351  Co¬ 
lumbia  street,  east  side,  100  ft.  north  of  Coles  street  (Block 
No.  510,  part  of  Lot  No.  5),  Borough  of  Brooklyn,  was 
granted  by  the  board  January  21,  1936,  on  certain  condi¬ 
tions  and  applicant  requested  a  modification  of  the  con¬ 
ditions  imposed  as  to  fire  retarding  of  the  ceiling  of  the 
garage ;  and 

Whereas,  the  board  deemed  that  the  resolution  should  be 
complied  with. 

Resolved,  that  the  request  to  reopen  this  application  be 
and  it  hereby  is  denied. 


510-31-BZ. 

APPLICANT — Elizabeth  W.  Johnson,  owner. 

SUBJECT — Application  reopened  September  24,  1935,  for 
amendment— re  Application  (re  decision  of  the  su¬ 
perintendent  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 2020-2022  Richmond  terrace 
and  2-8  Park  avenue,  southwest  corner  (Block  No. 
1003,  Lot  No.  26),  Port  Richmond,  Borough  of 
Richmond. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROSECU¬ 
TION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION— 

(510-31-BZ) 

Whereas,  this  application  affecting  premises  2020-2022 
Richmond  terrace  and  2-8  Park  avenue  (Block  No.  1003, 
Lot  No.  26),  Port  Richmond,  Borough  of  Richmond,  was 
granted  by  the  board,  February  5,  1932,  on  certain  condi¬ 
tions,  time  to  complete  work  expired  and  application  was 
reopened  by  vote  of  the  board  September  24,  1935,  subject 
to  the  usual  procedure ;  and 

Whereas,  the  applicant  has  failed  to  complete  her  pa¬ 
pers  though  duly  notified  to  do  so. 

Resolved,  that  the  reopened  application  be  and  it  hereby 
is  dismissed  for  lack  of  prosecution. 


349-35-BZ. 

APPLICANT — Bulkley  &  Horton  Company,  for  T.  A. 

Clarke  Company,  and  Gulf  Refining  Company, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  ex¬ 
tension  of  an  existing  gasoline  service  station. 
PREMISES  AFFECTED — 1119-1143  Atlantic  avenue  and 
1296-1312  Bedford  avenue,  northwest  corner 
(Block  No.  2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  G.  E.  Wolfe  and  C.  J.  Keating. 
For  Opposition:  None. 


ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(349-35-BZ) 

Whereas,  Bulkley  and  Horton  Company,  for  T.  A. 
Clarke  Company  and  Gulf  Refining  Company,  owners,  filed 
December  12,  1935,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  district  the  extension  of 
an  existing  gasoline  service  station;  Premises:  1119-1143 
Atlantic  avenue  and  1296-1312  Bedford  avenue,  northwest 
corner  (Block  No.  2022,  Lot  Nos.  1  and  37),  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  9,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Atlantic  avenue  is  in  a  busi¬ 
ness  and  unrestricted  district;  Bedford  avenue  is  in  a  busi¬ 
ness  district;  Bedford  place  is  in  a  business  and  unre¬ 
stricted  district;  Brevoort  place  is  in  a  business  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  17,  1936,  re  App.  No.  15456,  reads: 

“Extending  existing  gasoline  station  in  a  business  use 
district  is  contrary  to  Art.  II,  Sec.  6  of  building  zone 
resolution  and  is  therefore  denied.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  251  ft.  on  Atlantic  avenue,  92  ft.  5  in. 
on  Bedford  place,  and  195  ft.  on  Bedford  avenue.  On  the 
southeast  corner  of  the  plot  there  is  located  a  (legally  ex¬ 
isting)  gas  station,  irregular  in  area,  having  a  frontage  of 
80  ft.  on  Bedford  avenue  and  also  on  Atlantic  avenue ;  the 
remainder  of  the  plot  is  occupied  by  one  and  two-story 
business  buildings.  It  is  proposed  to  remove  the  (Gas 
station)  office  structure  on  lot  37  and  to  remodel  and  oc¬ 
cupy  an  irregularly  shaped  portion  of  the  first  story  of 
the  two-story  business  building  (on  Lot  No.  1),  approxi¬ 
mately  72  ft.  by  56  ft.  in  area,  abutting  to  the  west,  as  of¬ 
fice,  grease  room  and  car  washing  room,  used  in  connec¬ 
tion  with  the  gas  station,  on  Lot  No.  37 ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  21  and  that 
a  variation  should  be  granted  for  a  temporary  period  of 
ten  years. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  for  a  period  of  ten  (10)  years  to  permit  the  portion  of 
the  ground  floor  of  the  building  located  on  Lot  1  in  Block 
2022  adjoining  Atlantic  avenue  and  the  private  service 
alley  and  facing  upon  Lot  37,  on  which  the  existing  gaso¬ 
line  station  is  located,  to  be  used  as  an  accessory  display 
and  salesroom  and  for  a  room  for  greasing  and  washing 
automobiles  and  operated  in  conjunction  with  the  existing 
gasoline  station  on  Lot  37,  as  indicated  on  revised  plans 
marked  “Received  May  29,  1936,”  on  condition  that  the 
present  one-story  building  located  at  the  intersection  of 
Bedford  and  Atlantic  avenues  shall  be  continued  substanti¬ 
ally  as  at  present  constructed  and  occupied ;  that  the  area 
now  used  for  the  dispensing  of  gasoline  shall  not  be  in¬ 
creased  but  permitting  the  pumps  to  be  re-arranged  as  indi¬ 
cated  on  revised  plans  marked  “Received  May  29,  1936”;  on 
further  condition  that  the  existing  concrete  curb  extending 
from  Atlantic  avenue  to  Bedford  avenue,  along  the  north¬ 
erly  line  of  Lot  37,  shall  be  maintained  except  it  may  be  in- 
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tercepted  at  the  point  indicated  where  new  ramp  is  to  be 
constructed  for  entrance  to  the  greasing  room  and  washing 
room;  that  the  construction  of  the  portion  of  building 
housing  proposed  accessory  display  and  salesroom,  greas¬ 
ing  room  and  washing  room  shall  be  reconstructed  sub¬ 
stantially  as  indicated  on  plans  marked  “Received  May 
29,  1936”  as  to  fire  retarding,  and  that  the  ceiling  through¬ 
out  on  the  ground  floor  be  protected  with  metal  lath  and 
plaster  and  that  the  cellar  portion,  used  as  boiler  room, 
shall  be  similarly  fire  retarded  and  enclosed  on  all  sides 
with  fireproof  construction  and  enterable  only  from  ex¬ 
terior  of  the  building;  that  the  portion  housing  the  hy¬ 
draulic  lift  mechanism  shall  be  enclosed  in  fire-retarded 
or  fireproof  construction;  that  there  shall  be  no  openings 
from  the  washing  and  greasing  rooms  through  the  stair 
hall  wall  enclosing  the  primary  exit  of  the  building;  that 
the  rear  windows  facing  the  service  alley  at  the  rear  of 
greasing  rooms  shall  be  constructed  of  steel  frames  and 
sash  glazed  with  wire  glass;  that  no  additional  curb  cuts 
from  Atlantic  and  Bedford  avenues  shall  be  constructed 
other  than  those  now  existing;  that  signs  shall  be  restricted 
to  signs  on  the  illuminated  globes  of  the  pumps  and  to 
permanent  flat  signs  attached  to  front  of  the  greasing  and 
washing  room  section,  excluding  all  roof  signs  and  signs 
of  a  temporary  nature;  that  no  portable  gasoline  pumps 
shall  be  used  on  or  from  the  premises;  that  there  shall  be 
no  repairing  of  motor  vehicles ;  and  that  all  permits  shall 
be  obtained  and  work  completed  within  one  year  from  the 
date  of  this  action. 


1 149-24-BZ. 

APPLICANT — Herman  W.  J.  Bruning,  owner. 

SUBJECT — Application  reopened  May  19,  1936,  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
previously  granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  residence  dis¬ 
trict  the  maintenance  of  an  existing  garage  for 
six  (6)  motor  vehicles  for  a  temporary  period. 
PREMISES  AFFECTED — 63-63^4  Schaeffer  street,  west 
side,  125  ft.  north  of  Bushwick  avenue  (Block  No. 
3421,  Lot  Nos.  57  and  58),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Herman  W.  J.  Bruning. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(1 149-24-BZ) 

Whereas,  this  application  affecting  premises  63-6 3j4 
Schaeffer  street,  west  side,  125  ft.  north  of  Bushwick  ave¬ 
nue  (Block  No.  3421,  Lot  Nos.  57  and  58),  Borough  of 
Brooklyn,  was  granted  by  the  board  April  28,  1925,  for  a 
temporary  period  of  two  years  under  section  7,  subdivision 
g,  on  certain  conditions,  this  period  extended  June  7,  1932 
and  June  5,  1934;  and 

Whereas,  applicant  requested  a  reopening  of  the  case 
and  a  further  extension  of  the  temporary  period  under 
section  21,  and  the  case  was  reopened  by  vote  of  the 
board  May  19,  1936;  and 

Whereas,  a  public  hearing  was  held  on  the  application 
June  9,  1936,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  for  the  reopened  case  under 
section  21. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 


the  application  be  and  it  hereby  is  granted  for  a  temporary 
period  of  two  years  from  the  date  of  this  action  under 
section  21  of  the  building  zone  resolution,  on  condition 
that  the  structure  shall  be  restricted  to  the  existing  ma¬ 
sonry  _  structure  with  a  roof  surfacing  of  incombustible 
materials,  not  over  one  story  in  height,  located  on  the 
rear  of  the  lot  for  a  width  of  50  ft.  and  a  depth  of  approx¬ 
imately  20  ft.,  for  use  of  six  (6)  cars  of  the  pleasure  type 
only,  prohibiting  taxicabs  or  trucks ;  that  four  spaces  may 
be  rented  to  persons  not  residing  on  the  premises ;  that 
this  variance  shall  continue  only  so  long  as  the  property 
shall  remain  under  the  present  ownership  and  only  so  long 
as  the  present  owner  resides  in  the  two-story  frame  dwell¬ 
ing  located  on  the  front  portion  of  the  lot ;  that  there  shall 
be  no  storage  of  gasoline  other  than  in  the  tanks  of  the 
cars  stored  on  the  premises ;  that  the  rear  and  gable  walls, 
shall  be  unpierced  throughout  their  entire  height  and 
length;  that  there  shall  be  no  gasoline  equipment  installed 
and  no  signs  of  any  nature  displayed  on  the  premises. 


1250-27-BZ. 

APPLICANT  Louis  A.  Reiter,  for  Sam  Tanowsky, 
lessee. 

SUBJECT  Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  of  an  additional  building  in  a  gasoline 
service  station  for  the  housing  of  grease  pits 
(gasoline  service  station  previously  denied  by  the 
board  and  granted  by  the  Court). 

PREMISES  AFFECTED — 3465-3479  Fort  Hamilton  park¬ 
way,  south  side,  225  ft.  west  of  Chester  avenue 
(Block  No.  5302,  Lot  No.  32),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Louis  A.  Reiter. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . ’  q 

Absent  .  n 

THE  VOTE  TO  AMEND  RESOLUTiON— . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  o 

Absent  . ’ q 


THE  RESOLUTION 

(1250-27-BZ) 

Whereas,  Louis  A.  Reiter,  for  Sam  Tanowsky,  lessee, 
requested  a  reopening  of  this  application  to  permit  in  a 
business  use  district  the  erection  and  maintenance  of  a 
gasoline  service  station  denied  by  the  board,  May  1,  1928, 
and  was  permitted  to  be  erected  by  the  action  of  the  board 
being  reversed  by  the  Supreme  Court,  Appellate  Division, 
affecting  premises  3465-3479  Fort  Hamilton  parkway,  south 
side,  225  ft.  west  of  Chester  avenue  (Block  No.  5302,  Lot 
No.  32),  Borough  of  Brooklyn;  and 
Whereas,  the  request  for  reopening  was  to  permit  the 
erection  of  an  additional  building  in  a  gasoline  service 
station  for  the  housing  of  grease  pits;  and 
Whereas,  this  application  was  reopened  by  vote  of  the 
board  May  5,  1936 :  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  May  26,  1936,  after  d  ue  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  portion  of  Fort  Hamil¬ 
ton  parkway  in  question  is  a  business  use  district  and  that 
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Minna  street  is  a  residence  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  16,  1936,  reads : 

“Replying  to  your  letter  of  April  8,  this  is  to  advise 
you  that  inasmuch  as  the  conditions  are  changed,  it  is 
our  opinion  that  the  matter  be  referred  to  the  Board 
of  Appeals  for  the  proposed  changes” 
and 

Whereas,  the  proposed  building  is  to  be  of  nonfireproof 
construction,  one  story  in  height,  with  a  frontage  of  ap¬ 
proximately  41  ft.  6  in.,  and  a  depth  of  20  ft.  to  be  occu¬ 
pied  as  grease  pit  enclosures ;  and 

Whereas,  it  appears  that  the  premises  consist  of  a  plot 
of  ground  with  a  frontage  of  150  ft.  on  Fort  Hamilton 
parkway  and  a  depth  of  102  ft.  ll/i  in.  extending  a  small 
distance  into  the  residence  district,  the  main  portion  of  the 
plot  being  in  the  business  use  district  on  which  plot  there 
exists  an  auto  laundry  and  office  and  the  tanks  and  pumps 
of  a  gasoline  service  station ;  and 

Whereas,  an  application  for  a  zoning  variance  to  permit 
premises  under  appeal  to  be  used  as  a  gasoline  service  sta¬ 
tion  was  denied  by  the  board  on  May  1,  1928;  and 

Whereas,  thereafter  the  decision  of  the  board  was  sub¬ 
ject  to  the  court  review  and  the  action  of  the  board  was 
reversed  by  the  Supreme  Court  in  the  Appellate  Division; 
and 

Whereas,  thereafter  the  gasoline  service  station  was  in¬ 
stalled  as  indicated  on  plans  and  photographs  filed  with 
this  appeal;  and 

Whereas,  on  March  18,  1930,  the  board  amended  its 
resolution  of  May  1,  1928,  to  include  the  decision  of  the 
superintendent  of  buildings  and  reaffirmed  its  resolution  of 
May  1,  1928,  subject  to  court  decision  of  February  5,  1929; 
and 

Whereas,  a  portion  of  the  premises  to  the  rear  is  within 
the  residential  area,  which  was  not  before  the  board  or 
court  in  1930 ;  and 

Whereas,  this  application  has  been  reopened  to  consider 
the  construction  of  an  additional  accessory  building  to 
house  grease  pits  and  to  permit  minor  extension  into  the 
residence  district ;  and 

Whereas,  the  board  deems  that  in  view  of  the  action  by 
the  Court,  the  extension  into  the  residential  area  and  the 
additional  accessory  building  should  be  permitted  since  the 
proposed  condition  will  be  better  than  grease  pits  in  the 
open ;  and 

Whereas,  this  application  was  granted  by  the  board  May 
26,  1932,  on  certain  conditions  and  applicant  requested  an 
amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  variation  in  the  application  of  the  use  dis¬ 
trict  regulation  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  in  view  of  the 
action  by  the  Court  in  1930  permitting  this  plot  to  be  occu¬ 
pied  as  a  gasoline  service  station,  to  permit  an  additional 
accessory  building  to  be  constructed  as  indicated  on  plans 
filed  with  this  appeal  with  an  open  front  for  housing  five 
greasing  pits,  on  condition  that  the  plot  between  the  exist¬ 
ing  and  proposed  accessory  buildings  to  the  street  building 
line  of  Fort  Flamilton  avenue  shall  be  cement  paved ;  that 
there  shall  be  a  substantial  fence  maintained  on  the  rear 
and  side  lot  lines ;  that  all  gasoline  pumps  shall  be  not 
nearer  than  10  ft.  to  the  building  lines,  except  that  four 
pumps  nozv  existing  on  the  building  line  may  continue,  on 
condition  that  they  are  removed  within  three  years’  time; 
that  advertisement  shall  be  restricted  to  permanent  signs 
attached  to  the  accessory  buildings  and  to  the  illuminated 
globes  of  the  pumps  and  to  three  post  standards  erected 
within  the  building  line  to  support  signs,  which  may  be  illu¬ 
minated,  advertising  only  the  brand  of  gasoline  for  sale, 
providing  such  signs  do  not  extend  beyond  the  building  line 
for  a  distance  of  more  than  five  ft. ;  that  no  automobile 
repairing  shall  be  permitted  on  the  premises  and  no  park¬ 
ing  of  cars  other  than  those  being  serviced ;  that  no  port¬ 
able  gasoline  pumps  shall  be  used  on  or  from  the  prem¬ 
ises  ;  that  all  permits  shall  be  obtained  within  six  months 


and  all  work  completed  within  one  year  from  the  date  of 
the  action. 


524-31-BZ. 

APPLICANT — Edward  W.  Franklin,  for  Fordham  Tow¬ 
ers,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  district  the 
erection  and  maintenance  of  a  business  building 
for  retail  store  purposes. 

PREMISES  AFFECTED— 2332-2340  Grand  Concourse 
and  Boulevard,  2331-2345  Ryer  avenue  and  244 
Field  place  (Block  No.  3159,  Lot  Nos.  13,  14,  15, 
19  and  23),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Edward  W.  Franklin. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(524-31-BZ) 


Whereas,  this  application  affecting  premises  2332-2340 
Grand  Concourse  and  Boulevard,  2331-2345  Ryer  avenue 
and  244  Field  place  (Block  No.  3159,  Lot  Nos.  13,  14,  15, 
19  and  23),  Borough  of  The  Bronx,  was  granted  by  the 
board  January  26,  1932,  on  certain  conditions,  the  resolu¬ 
tion  reading  as  follows  : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  for 
the  use  of  the  first  story  only  for  business  purposes, 
on  condition  that  the  rear  of  the  stores  on  Ryer  avenue 
shall  be  unpierced  throughout  the  entire  height  and 
length  with  the  exception  of  windows,  the  sills  of 
which  shall  not  be  less  than  6  ft.  above  the  curb  level ; 
that  the  front  elevations  on  Ryer  avenue,  Field  place 
and  the  Grand  Concourse  shall  be  constructed  of  face 
brick  and  architectural  terra  cotta  or  stone  trim ;  that 
in  addition  to  the  exit  and  entrance  to  the  stores  on  tfje 
Grand  Concourse  there  shall  be  provided  a  rear  exit 
from  each  store  to  a  fireproof  passageway,  not  less 
than  4  ft.  wide,  running  north  and  south  inside  the 
wall  on  the  Ryer  avenue  front  and  extending  to  Field 
place ;  all  openings  equipped  with  self-closing,  fireproof 
doors  or  fireproof  windows,  sills  of  which  are  to  be 
not  less  than  7  ft.  above  floor  level ;  that  the  use  of  the 
stores  shall  be  confined  to  mercantile  stores  or  shops 
or  executive  offices,  prohibiting  fish  or  meat  markets 
and  delicatessen  shops ;  there  shall  be  no  signs  or  dis¬ 
play  of  any  nature  or  description  except  on  the  plate 
glass  show  windows  of  the  store  fronts  of  the  Grand 
Concourse  frontage  of  the  proposed  building  or  on 
the  facade  of  the  Grand  Concourse  portion  of  the 
structure ;  there  shall  be  no  merchandise  stored  or 
displayed  outside  the  building  line;  that  a  return  of  the 
drawings  shall  be  made  to  this  board  for  approval 
before  submission  to  the  building  department ;  all  per¬ 
mits  required  shall  be  obtained  within  six  months  and 
all  work  completed  within  one  year  from  the  date  of 
this  action. 

and 
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Whereas,  the  time  to  complete  the  work  has  been  ex¬ 
tended  from  time  to  time,  the  time  expiring  December  20, 
1936,  and  owner  now  requests  an  amendment  to  the  reso¬ 
lution  as  to  fireproof  passageway. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  January  26,  1932,  only  so 
far  as  it  has  reference  to  the  requirements  for  fireproof 
passageway  to  provide  a  rear  exit  from  the  stores,  so  that 
as  amended  this  portion  of  the  resolution  shall  read : 

“That  in  addition  to  the  entrance  to  the  stores  on 
the  Grand  Concourse,  there  shall  be  provided,  if  re¬ 
quired  by  the  commissioner  of  buildings,  a  rear  exit 
from  each  store  to  a  fireproof  passageway  not  less 
than  4  ft.  wide,  running  north  and  south,  inside  the 
wall  on  the  Ryer  avenue  front  and  extending  to  Field 
place ;  that  other  than  as  amended  herein  the  resolu¬ 
tion  adopted  by  the  board  on  January  26,  1932,  shall 
be  complied  with  in  all  respects.” 


399-30-BZ. 

APPLICANT — William  Richter,  for  Sadie  Hartwig, 
owner. 

SUBJECT — Application  for  reopening — amendment  to 
resolution — re  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
addition  of  one  story  for  residence  use  to  an  exist¬ 
ing  three  (3)  car  garage,  located  on  a  plot  occupied 
as  a  gasoline  service  station,  the  garage  to  be  occu¬ 
pied  for  two  (2)  cars  only  (garage  and  gasoline 
service  station  granted  by  the  board). 

PREMISES  AFFECTED — 2808-2818  86th  street  and  2279- 
2285  West  Eighth  street,  southeast  corner  (Block 
No.  7143,  Lot  No.  88),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  William  Richter. 

ACTION  OF  BOARD — -Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN—' 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(399-30-BZ) 

Whereas,  this  application  affecting  premises  2808-2818 
86th  street  and  2279-2285  West  8th  street,  southeast  corner 
(Block  No.  7143,  Lot  No.  88),  Borough  of  Brooklyn,  was 
granted  by  the  board  April  21,  1931  on  certain  conditions 
and  amendments  granted  April  5,  1932,  December  6,  1932 
and  January  3,  1934,  and  applicant  requests  a  further 
amendment  of  the  resolution ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing,  February  27,  1934,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  this  amendment  was  granted  February  27, 
1934,  the  resolution  reading: 

Resolved,  that  the  resolution  of  the  board,  adopted 
on  April  21,  1931,  as  amended  by  resolution  adopted  by 
the  board  on  April  5,  1932,  December  6,  1932  and  Janu¬ 
ary  3,  1934,  be  and  it  hereby  is  amended  to  permit  the 
erection  of  an  additional  building,  as  indicated  on  plans 
filed,  marked  “received  February  27,  1934,”  this  addi¬ 
tional  building  to  be  used  as  a  garage  for  not  over 
three  cars  on  condition  that  the  building  shall  not  ex¬ 
ceed  one  story  in  height  and  shall  be  constructed  of 


brick,  as  indicated,  and  that  the  northerly  extension 
thereto  shall  be  constructed  to  cover  the  greasing  pits 
permitted  under  the  original  resolution ;  that  this  greas¬ 
ing  pit  section  shall  be  enclosed  with  brick  walls  on  the 
easterly  and  northerly  side  and  that  the  front,  or  west¬ 
erly  side  shall  be  left  open;  that  there  shall  be  no 
open  excavation  under  this  additional  building  except 
the  pits  for  the  greasing  racks;  that  the  ceilings 
throughout  shall  be  fire-retarded  in  accordance  with  the 
rules  of  the  board  of  standards  and  appeals;  that  the 
roof  shall  be  surfaced  with  shingles  or  tile  of  incom¬ 
bustible  material ;  that  there  shall  be  no  motor  vehicle 
repairing  carried  on  in  the  premises;  that  the  original 
resolution  adopted  by  the  board  on  April  21,  1931,  as 
amended  April  5,  1932,  December  6,  1932,  and  January 
3,  1934,  shall  be  complied  with  in  all  respects  other 
than  as  amended  herein ;  and  that  all  permits  for  this 
additional  building  shall  be  obtained  within  three 
months  and  all  work  completed  within  six  months  from 
the  date  of  this  amended  resolution. 

and 

Whereas,  the  applicant  requested  a  further  amendment 
of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolutions  of  April  21,  1931,  as  amended 
April  5,  1932,  December  6,  1932,  Tanuary  3,  1934  and  Feb¬ 
ruary  27,  1934,.  by  adding  thereto  : 

'  That  in  the  event  that  the  owner  desires  to  erect 
a  second  story  for  living  quarters  for  one  family  over 
the  existing  two-car  garage  and  greasing  pit  section, 
that  such  construction  and  occupancy  may  be  per- 
mitted,  on  condition  that  the  ceiling  beneath  such  oc¬ 
cupancy  is  fire-retarded  as  required  by  this  resolution 
and  the  construction  for  the  residential  occupancy  in 
all  respects  complies  with  all  laws  and  regulations  ap¬ 
plicable  thereto;  that  such  additional  story  shall  be 
constructed  substantially  as  indicated  on  plans  marked 
‘Received  June  3,  1936’.” 


65-34- BZ. 


APPLICANT  Daniel  Epstein,  for  Domenick  Schirripa 
owner. 

SUBJECT — Application  for  reopening— extension  of  time 
—re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  refrie'eratins'  nlant 

PREMISES  AFFECTED — 5901-591 1  13th  avenue,  south¬ 
east  corner  of  59th  street  (Block  No.  5712,  Lot  No 
1),  Borough  of  Brooklyn. 

APPEARANCES— 


For  Applicant:  John  Burke. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . ’  q 

Absent  .  n 

THE  VOTE  TO  EXTEND  TIME- . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  q 

Absent  .  q 


THE  RESOLUTION— 

(65-34-BZ) 

Whereas,  this  application  affecting  premises  5901-5911 
13th  avenue,  southeast  corner  of  59th  street  (Block  No. 
5712,  Lot  No.  1),  Borough  of  Brooklyn,  was  granted  by  the 
board  May  29,  1934,  on  certain  conditions,  time  extended 
June  4,  1935,  and  owner  requested  a  further  extension  of 
time. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  May  29, 
1934,  only  so  far  as  it  has  reference  to  completion  of  work, 
so  that  as  amended  this  portion  of  the  resolution  shall 
read  : 

“that  in  view  of  statement  by  owner’s  representative 
that  all  permits  have  been  obtained,  all  work  shall  be 
completed  within  one  year  from  the  date  of  this 
amendment,  on  condition  that  other  than  as  amended 
herein  the  resolution  adopted  by  the  board  on  May  29, 
1934,  shall  be  complied  with  in  all  respects.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
137-36- A. 

APPLICANT — 115  West  45th  Street  Corporation,  owner. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 115-117  West  45th  street,  north 
side,  180  ft.  west  of  Sixth  avenue;  3rd  and  4th 
floors  (Block  No.  998,  Lot  No.  24),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  James  F.  Bernson  and  F.  D. 
Wells. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  16,  1936,  at  2 
p.m.,  so  that  report  can  be  submitted  by  Fire  De¬ 
partment  inspector. 

305-35-A. 

APPLICANT — Empire  Petroleum  &  Transport  Co.,  Inc., 
owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  None. 

For  Administration :  Inspector  Hille,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(305-35-A) 

Whereas,  Empire  Petroleum  &  Transport  Co.,  Inc., 
owner,  filed  October  31,  1935,  an  appeal  from  an  order  of 
the  fire  commissioner  affecting  the  transportation  of  fuel 
oil  in  trucks  in  New  York  City;  and 

Whereas,  the  order  of  the  fire  commissioner  dated  Oc¬ 
tober  24,  1935,  Order  No.  7733  LC,  reads: 

“An  inspection  of  truck  No.  2  on  a  Ford  chassis — 
Thos.  Wright  Co.,  Inc.,  used  by  you  for  the  transpor¬ 
tation  of  any  liquid  product  of  petroleum,  shale  oil  or 
coal  tar  as  required  by  section  113,  article  8,  chapter 
10  of  the  Code  of  Ordinances  of  the  City  of  New 
York,  shows  the  following  requirements  necessary 
before  a  permit  can  be  issued: 

1.  Forthwith  discontinue  the  use  of  tank  truck  for 
the  following  reasons : 

A.  Capacity  of  each  compartment  exceeds  the  allow¬ 
able  quantity  of  600  gallons.  Section  4.2. 

B.  Weight  exceeds  the  minimum  allowed  by  Section 
17.” 

and 

Whereas,  the  tank  truck  No.  2  on  a  Ford  chassis  is  used 
for  the  transportation  of  fuel  oil  within  the  city  of  New 


York,  operating  from  No.  87-91  Front  street,  Elizabeth, 
New  Jersey;  and 

Whereas,  the  applicant  claims  the  company  transports 
Nos.  5  and  6  fuel  oil;  the  tank  truck  in  question  has  2,060 
gallons  gross  capacity,  divided  into  two  1,030  gallon  com¬ 
partments;  the  weight  of  chassis  (stripped)  is  6,559  lbs., 
weight  of  tank,  hose,  reel,  etc.,  is  4,375  lbs.;  weight  of  fuel 
oil  is  15,450  lbs.;  weight  of  cab  is  332  lbs.;  weight  of  ac¬ 
cessories,  water,  gas,  spare  tires,  etc.  is  500  lbs. ;  according 
to  the  above  weights  the  required  net  weight  of  chassis 
should  be  7,620  lbs.  under  the  tank  truck  rules ;  as  to  item 
A,  the  applicant  contends  that  at  no  time  do  they  violate 
section  4.2  of  the  tank  truck  rules ;  as  to  item  B,  that  the 
chassis  is  reinforced  by  double  fish  plates  thereby  increas¬ 
ing  the  carrying  capacity  to  2 x/2  times  its  original  strength ; 
that  the  chassis  is  sufficiently  strong  to  carry  the  super¬ 
imposed  load  with  safety ;  and 

Whereas,  consideration  of  this  appeal  has  been  post¬ 
poned  from  time  to  time  at  request  of  applicant;  and 
Whereas,  it  was  the  opinion  of  the  board  that  the  mat¬ 
ter  should  not  be  postponed  any  longer. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


130-36- A. 

APPLICANT — Benjamin  M.  Sylvan,  for  M.  S.  P.  Estates, 
Inc.,  owner. 

SUBJECT — Appeal  from  decisions  of  the  commissioner  of 
buildings  and  the  Board  of  Buildings. 

PREMISES  AFFECTED — 94  Bowery,  west  side,  50  ft.  8 
in.  north  of  Hester  street  (Block  No.  239,  Lot  No. 
36),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Benjamin  M.  Sylvan. 

For  Opposition  :  Samuel  Rosenblum. 

For  Administration:  Inspector  Becker,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(130-36-A) 

Whereas,  Benjamin  M.  Sylvan,  applicant,  for  M.  S.  P. 
Estates,  Inc.,  owner,  filed  May  8,  1936,  an  appeal  from  a 
decision  of  the  commissioner  of  buildings  and  decision  of 
the  Board  of  Buildings  affecting  premises  94  Bowery,  west 
side,  50  ft.  8  in.  north  of  Hester  street  (Block  No.  239,  Lot 
No.  36),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  December  20,  1935,  in  acting  on  App.  No.  3346-1935, 
reads  as  follows  : 

“2.  This  building  should  be  fireproof.  Sec.  72, 
Building  Code.” 

and 

\\  hereas,  the  decision  of  the  Board  of  Buildings,  dated 
March  12,  1936,  Item  2  of  which  is  appealed  from,  reads 
as  follows : 

“Appeal  from  Administrative  Order 
APPELLANT — Mr.  B.  M.  Sylvan,  154  Nassau  street, 
Manhattan. 

SUBJECT — Appeal  from  order  and  decision  of  the 
Commissioner  of  Buildings,  Department  of 
Buildings,  Manhattan. 

PREMISES  AFFECTED — 94  Bowery,  Manhattan — 
Alt.  No.  3346/35. 

APPEARANCES— Mr.  B.  M.  Sylvan. 

ACTION  OF  THE  BOARD — Appeal  denied. 

THE  VOTE  TO  DENY — Affirmative:  Chairman 
Fassler,  Commrs.  Reville,  Keller,  Thatcher 
and  Langw'orthy. 
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NEGATIVE— None. 


THE  RESOLUTION— 

Whereas,  on  March  12,  1936,  Mr.  B.  M.  Sylvan, 
acting  for  the  owner,  filed  an  appeal  from  order  and 
decision  of  the  commissioner  of  buildings,  Borough  of 
Manhattan;  said  order  reads  as  follows: 

“  ‘2- — This  building  should  be  fireproof.  Sec.  72, 
Building  Code. 

15 — First  tier  of  beams  should  be  of  fireproof 
construction” ;  and 

Whereas,  after  a  general  discussion  of  the  case  it 
was  the  consensus  of  opinion  of  the  board  that  inas¬ 
much  as  the  building  exceded  40  ft.  in  height,  being 
five  stories,  and  of  non-fireproof  construction,  that  the 
building  would  have  to  conform  to  the  requirements 
of  section  72  of  the  Building  Code  and  also  conform 
to  the  requirements  of  the  Multiple  Dwelling  Law  in 
relation  to  the  fireproofing  of  the  first  tier  of  beams. 

Resolved,  that  the  order  and  decision  of  the  com¬ 
missioner  of  buildings,  Borough  of  Manhattan,  be  and 
it  hereby  is  affirmed  and  the  appeal  be  and  hereby  is 
denied.” 

and 

Whereas,  the  decision  of  the  Board  of  Buildings,  dated 
March  19,  1936,  Item  2  of  which  is  appealed  from,  reads  as 
follows : 


“Board  of  Buildings 
Appeal  from  Administrative  Order 

March  19,  1936. 

APPELLANT — B.  M.  Sylvan,  Architect,  154  Nassau 
street,  New  York  City. 

SUBJECT — Request  for  reopening  of  Appeal  Case 
109/36,  re  order  and  decision  of  the  commis¬ 
sioner  of  buildings,  Department  of  Buildings, 
Borough  of  Manhattan. 

PREMISES — 94  Bowery,  Manhattan.  Alt.  3346/35. 


APPEARANCES— Mr.  B.  M.  Sylvan. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT — Affirmative: 

Chairman  Fassler,  Commissioner  Lang¬ 
worthy  .  2 

Negative : 

Commissioners  Thatcher,  Reville .  2 

Not  Voting : 

Mr.  Ripperger  representing  Commissioner 
Keller  .  1 


THE  RESOLUTION— 

Whereas,  on  March  12,  1936,  Mr.  B.  M.  Sylvan, 
Architect,  acting  for  the  owner,  petitioned  the  Board 
of  Buildings  for  a  reopening  of  Appeal  Case  109/36; 
and 

Whereas,  resolution  adopted  by  the  Board  of  Build¬ 
ings,  in  relation  to  this  case,  on  March  12,  1936,  reads 
as  follows : 


“  ‘Whereas,  on  March  12,  1936,  Mr.  B.  M.  Syl¬ 
van,  acting  for  the  owner,  filed  an  appeal  from  the 
order  and  decision  of  the  commissioner  of  build¬ 
ings,  Borough  of  Manhattan,  said  order  reads  as 
follows  : 

“2 — This  building  should  be  fireproof.  Sec. 
72,  Building  Code. 

15 — First  tier  of  beams  should  be  fireproof 
construction” ;  and 

Whereas,  after  a  general  discussion  of  the  case  it 
was  the  consensus  of  opinion  of  the  board  that  inas¬ 
much  as  the  building  exceeded  40  ft.  in  height,  being 
five  stories,  and  of  non-fireproof  construction,  that  the 
building  would  have  to  conform  to  the  requirements 
of  section  72  of  the  Building  Code  and  also  conform 
to  the  requirements  of  the  Multiple  Dwelling  Law  in 
relation  to  the  fireproofing  of  the  first  tier  of  beams. 

Resolved,  that  the  order  and  decision  of  the  commis¬ 
sioner  of  buildings,  Borough  of  Manhattan,  be  and  it 
hereby  is  affirmed  and  the  appeal  be  and  hereby  is 
denied ;  and 


Whereas,  after  a  discussion  of  letter  filed  with  this 
appeal  on  March  12,  1936,  and  additional  plans  sub¬ 
mitted  by  Mr.  Sylvan,  the  board  reaffirmed  its  decision 
of  March  12,  1936. 

Resolved,  that  the  order  and  decision  of  the  commis¬ 
sioner  of  buildings,  Department  of  Buildings,  Borough 
of  Manhattan,  and  the  action  of  the  Board  of  Build¬ 
ings  on  March  12,  1936,  be  and  hereby  is  affirmed  and 
the  appeal  be  and  hereby  is  denied.’  ” 

and 

V\  hereas,  the  decision  of  the  chairman  of  the  Board  of 
Buildings,  dated  April  13,  1936,  reads  as  follows  : 

“Your  request  for  adjournment  for  reopening  of  the 
case  on  the  above  premises  was  granted  at  the  last 
regular  meeting  of  the  board  held  on  April  2,  1936. 

“No  further  action  will  be  taken  on  this  case  until 
the  Board  of  Buildings  knows  of  the  action  taken  by 
the  Board  of  Standards  and  Appeals  in  relation  to 
premises  352  Bowery,  which  appeal  I  understand  is  to 
be  heard  at  the  meeting  of  the  Board  of  Standards 
and  Appeals  on  Tuesday,  April  14,  1936,  at  2  p.m.” 

and 

Whereas,  the  decision  of  the  chairman  of  the  Board  of 
Buddings,  dated  May  19,  1936,  reads  as  follows : 

In  reply  to  your  letter  of  May  8th,  in  which  you 
stated  that  you  were  filing  an  appeal  with  the  Board  of 
Standards  and  Appeals  from  the  decision  made  by  the 
Board  of  Buildings  on  April  9,  1936,  may  I  inform 
you  that  your  request  for  a  reopening  of  Appeal  Case 
No.  109/36  on  the  above  premises  has  been  stricken 
from  the  calendar  of  the  board.  This  letter  supersedes 
the  board’s  letter  to  you  dated  April  13,  1936,  a  copy 
of  which  I  am  enclosing  herewith.” 

and 

Whereas,  the  building,  which  was  erected  prior  to  1893, 
is  located  in  an  unrestricted  district  and  is  of  ordinary 
brick  construction  24  ft.  front  by  90  ft.  in  depth  at  the 
1st  story  and  24  ft.  front  by  90  ft.  in  depth  at  the  2nd 
story,  five  stories,  56  ft.  10  in.  in  height;  OCCUPIED: 
subcellar— storage  ;  cellar— storage— 1st  floor— store;  2nd 
to  5th  floors — dormitory — 30  persons  each  ;  and 

Whereas,  certificate  of  occupancy  No.  4909/22,  was  is¬ 
sued  for  the  following  use — cellar — storage;  1st  floor- 
factory— 3  persons;  2nd  story— factory— 6  persons;  3rd 
floor  factory — 10  persons  ;  4th  floor — factory — 4  persons ; 
5th  floor— factory — 29  persons  ;  and 

Whereas,  it  is  proposed  to  convert  the  existing  business 
building,  24  ft.  by  90  ft.  in  area,  5  stories,  cellar  and  sub¬ 
cellar,  in  height  to  a  lodging  house,  Class  B.  Multiple 
dwelling,  100  ft.  in  depth  on  first  floor  and  80  ft.  in  depth 
above  in  accordance  with  plans  filed  under  Alt.  App.  No. 
3346-1935.  Tt  is  proposed  to  provide  a  fireproof  enclosure 
for  stairway  from  street  to  roof,  to  maintain  the  present 
fire  escape  at  the  front  of  the  building,  to  fireproof  the 
first  tier  of  beams,  to  fire-retard  the  ceilings  of  the  cellar 
and  1st  floor,  to  decrease  the  area  of  the  present  building 
on  the  2nd,  3rd  and  4th  floors,  by  increasing  the  yard  from 
10  ft.  to  20  ft.  above  the  first  floor  and  erect  a  fireproof 
extension  at  the  rear  of  the  1st  floor  and  otherwise  com¬ 
ply  with  the  general  requirements  of  the  Building  Code 
and  Multiple  Dwelling  Law  application  thereto.  The 
Multiple  Dwelling  Law  permits  a  lodging  house  to  be  non- 
fireproof  if  it  does  not  exceed  75  ft.  in  height  or  six  stories. 
This  building  does  not  exceed  75  ft.  in  height  or  6  stories, 
as  it  is  5  stories,  56  ft.  10  in.  in  height.  Section  72  of  the 
Building  Code,  Subd.  C  requires  the  building  to  be  both 
more  than  40  ft.  in  height  and  have  more  than  15  sleeping 
rooms.  This  proposed  alteration  indicates  a  single  dormi¬ 
tory  on  each  of  the  2nd,  3rd,  4th  and  5th  floors,  making  a 
total  of  only  4  sleeping  rooms  in  the  entire  building;  and 
the  applicant,  therefore,  believes  that  section  72  is  not 
applicable  to  this  case ;  and 

Whereas,  the  applicant  states  that  the  existing  building 
will  be  reconstructed  to  comply  with  the  Multiple  Dwelling 
Law  under  section  8,  paragraph  1,  without  deviation  there¬ 
from  ;  and 
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Whereas,  in  the  absence  of  any  regulation  determining 
the  permissible  size  and  number  of  occupants  of  an  open 
dormitory  per  floor  as  here  proposed  other  than  section 
52  of  the  Building  Code  and  section  36  of  the  Multiple 
Dwelling  Law  relating  to  overcrowding ;  and 

Whereas,  the  provisions  of  section  72  requires  a  build¬ 
ing  hereafter  erected  to  be  fireproof  if  used  as  a  residence 
building  when  over  40  ft.  in  height  and  having  more  than 
fifteen  sleeping  rooms;  and 

Whereas,  this  is  an  existing  building  to  be  altered  to  a 
residence  building  to  be  occupied  as  a  lodging  house  and 
while  exceeding  40  ft.  in  height  will  have  less  than  fifteen 
sleeping  rooms. 

Resolved,  that  the  determination  of  the  commissioner  of 
buildings  and  the  interpretation  of  the  Board  of  Buildings 
be  and  they  hereby  are  reversed  and  the  appeal  be  and  it 
hereby  is  granted. 


53-36- A. 

APPLICANT — Abraham  Greenberg,  for  Williamsburgh 
Refrigerating  Co.,  Inc.,  lessee. 

SUBJECT — Application  for  reopening — amendment — re 
Appeal  from  an  order  of  the  fire  commissioner. 

PREMISES  AFFECTED— 92-106  and  108-120  North 
Sixth  street,  south  side,  west  of  Berry  street 
(Block  No.  2334,  Lot  Nos.  11  to  26  inclusive), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Abraham  Greenberg. 

For  Administration :  Inspector  Edward  Meyer, 
Fire  Department. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 


amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(53-36-A) 


Whereas,  Williamsburgh  Refrigerating  Co.,  Inc.,  lessee, 
filed  March  9,  1936,  an  appeal  from  an  order  of  the  Fire 
Commissioner,  affecting  premises  108-120  North  6th  street, 
south  side,  151  ft.  west  of  Berry  street  (Block  No.  2334, 
Lot  Nos.  19  to  26  inclusive),  Borough  of  Brooklyn;  and 
Whereas,  this  appeal  was  granted  by  the  Board  May  24, 
1936,  on  certain  conditions  and  appellant  requested  a  re¬ 
opening  of  the  case  to  include  the  running  of  refrigerator 
lines  to  premises  100-106  North  6th  street,  96  to  98  North 
6th  street  and  92-94  North  6th  street ;  and 
Whereas,  the  order  of  the  Fire  Commissioner  No. 
67603-LC,  dated  March  2,  1936,  reads : 

“1.  The  direct  method  of  refrigeration  is  prohibited 
from  one  building  to  another  and  above  the  first  floor 
of  any  building.  Sec.  219-b,  Chap.  10,  Code  of  Ordi¬ 
nances.” 

and 

Whereas,  the  order  of  the  Fire  Commissioner  order  No. 
68114-LC  re  premises  92  to  106  North  6th  street  reads: 

“1.  The  proposed  extension  of  direct  method  re¬ 
frigeration  from  108  North  6th  street  to  92  North  6th 
street,  Borough  of  Brooklyn,  is  prohibited  under  sec¬ 
tion  219,  chapter  10,  Code  of  Ordinances” ; 
and 

Whereas,  the  buildings,  108-120,  are  of  ordinary  brick 
construction,  each  2  stories  (25  ft.)  in  height,  the  2nd  story 
throughout  being  used  as  a  bunker;  OCCUPIED  on  the 


1st  story  for  sales  and  cold  storage  as  follows: 

No.  108  North  6th  street,  12  persons; 

No.  110-112  North  6th  street,  18  persons; 

No.  120  North  6th  street,  8  persons; 

and 

Whereas,  106  North  6th  street  is  a  two-story  brick  build¬ 
ing  and  100-104  North  6th  street  is  a  three-story  brick 
building,  these  buildings  containing  seven  cooling  rooms 
and  one  freezing  room,  two  coolers  in  basement,  three  cool¬ 
ers  in  the  street  floor  and  a  freezing  room  and  bunkers  on 
the  2nd  floor,  the  third  floor  used  for  dry  storage ;  96-98 
North  6th  street  is  a  three-story  brick  building  with  three 
cooling  rooms  in  the  basement,  one  cooling  room  on  the 
1st  story  and  2nd  story  used  for  bunkers  and  third  story 
for  dry  storage;  92-94  North  6th  street,  two  brick  build¬ 
ings  two  stories  in  height  with  refrigerating  pipes  only  in 
premises  No.  94  which  contains  two  coolers  in  the  base¬ 
ment  and  one  cooler  in  the  1st  story,  the  second  story  being 
used  for  pipe  bunkers  with  open  trams;  and 

Whereas,  it  is  proposed  to  erect  a  building  for  similar 
use  on  premises  114-118  North  6th  street,  to  be  occupied 
by  18  persons  on  the  1st  story;  the  applicants  intend  to 
run  ammonia  pipe  lines  from  a  central  plant  with  a  50- 
ton  compressor  in  the  basement  in  building  at  108  North 
6th  street,  horizontally  to  premises  110-120  North  6th  street, 
inclusive,  and  92-106  North  6th  street,  inclusive,  for  the 
purpose  of  supplying  cooling  box  as  well  as  supplying  am¬ 
monia  for  direct  refrigeration  to  cooling  boxes  on  the  street 
level  floor  of  each  building;  110  to  120  and  basement,  1st 
and  2nd  floors  of  building  92-106  North  6th  street;  at  the 
present  time  each  of  the  buildings  110-120  which  it  is  pro¬ 
posed  to  supply,  have  their  own  automatic  plant  with  ca¬ 
pacities  as  follows : 

Premises  110  North  6th  street,  8-ton  Hartford 

Compressor ; 

Premises  112  North  6th  street,  16-ton  Hartford 

Compressor ; 

which  supplies  No.  110  and  No.  112; 

Premises  120  North  6th  street,  8-ton  Hartford 

Compressor ; 

a  one-story  building  is  now  in  the  process  of  erection  on 
premises  114-118  North  6th  street,  in  which  it  is  proposed 
to  install  5,000  ft.  of  2-in.  ammonia  pipe  lines ;  all  of 

the  building  which  it  is  supposed  to  supply,  with  the  ex¬ 
ception  of  that  now  in  the  course  of  erection,  were  erected 
prior  to  1914;  the  proposed  system  will  be  “Class  A”  sys¬ 
tem,  having  a  capacity  of  100  lbs.  of  ammonia  with  a 
high  pressure  safety  valve  set  at  250  lbs.  maximum  and 
150  lbs.  minimum  with  mercury  gauge  for  an  automatic 
stop,  set  at  210  lbs.;  and 

Whereas,  the  applicant  contends  that  there  is  no  hazard 
involved ;  that  the  buildings  are  but  one  story  in  height, 
although  officially  listed  as  two  stories  for  the  reason  that 
the  bunkers  containing  the  refrigeration  coils  are  above 
open  beams,  having  no  flooring  across  the  beams ;  that  the 
upper  floor  is  not  a  floor  in  the  sense  that  it  can  be  used 
for  any  purpose  other  than  bunkers ;  the  building  is  open 
on  the  rear,  where  it  fronts  on  the  railroad  tracks  of  the 
Long  Island  Railroad  Company;  that  the  neighborhood 
is  not  residential  in  character ;  there  is  no  danger  to  per¬ 
sons  or  property  in  the  existing  arrangement  for  the  reason 
that  it  will  be  under  the  supervision  of  a  competent  li¬ 
censed  engineer  24  hours  of  the  day,  -where  at  present  the 
existing  plants  are  automatic ;  that  the  pipe  lines  will  not 
carry  through  the  street,  they  will  run  through  the  four 
buildings  to  be  served  ;  none  of  the  piping  leading  through 
the  buildings  or  through  the  cooling  systems  will  be  dis¬ 
turbed  or  changed ;  no  structural  changes  are  contemplated ; 
that  the  only  other  system  permissible  would  be  a  brine 
system;  that  to  convert  this  system  to  a  brine  system  would 
cost  approximately  $34,000,  whereas  to  make  the  necessary 
changes  as  proposed  would  cost  approximately  $16,000. 
Tt  would  be  necessary  to  discontinue  the  refrigeration  com¬ 
pletely  in  the  buildings  now  in  use  during  the  alterations 
in  the  piping  to  carry  brine. 
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Resolved,  that  the  order  of  the  Fire  Commissioner,  No. 
67603-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  waiving  the  requirements  of 
Section  219  (b)  of  Chapter  10  of  the  Code  of  Ordinances, 
only  so  far  as  such  section  prohibits  the  direct  method  of 
refrigeration  extending  from  one  building  to  another  and 
to  permit  the  refrigerating  system  to  be  installed  in  the 
basement  of  108  North  6th  street  and  to  be  extended 
through  the  buildings  known  as  Nos.  110,  112,  114  to  118 
and  to  120  on  condition  that  this  system  shall  comply  in 
all  respects  with  all  laws  and  regulations  applicable  thereto 
and  that  the  system  shall  be  under  the  supervision  for  24 
hours  of  the  day  of  competent  licensed  engineers  having 
access  to  all  parts  of  the  buildings  in  which  this  refrig¬ 
erating  system  is  installed ;  that  the  second  story  of  these 
buildings  shall  be  used  solely  for  bunkers  and  no  other 
occupancy;  that  the  existing  automatic  refrigerating  units 
for  these  buildings  shall  be  dismantled  and  kept  out  of 
operation,  upon  the  installation  of  the  system  herein  per¬ 
mitted  and  granted  only  so  long  as  the  buildings  are  not 
increased  in  height  and  are  occupied  as  set  forth  in  the 
statement  filed  with  this  appeal. 

Resolved,  further  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  amend  its  resolution  of  March  24,  1936, 
by  adding  thereto  the  following: 

“That  the  order  of  the  Fire  Commissioner,  No. 
68114-LC  applying  to  buildings  known  as  92  to  94,  96 
to  98  and  100  to  106  North  6th  street,  be  and  it  hereby 
is  modified  and  the  appeal  be  and  it  hereby  is  granted 
so  as  to  permit  the  extension  of  the  refrigeration  sys¬ 
tem  hereinbefore  permitted,  on  condition  that  the  re¬ 
frigeration  system  shall  not  extend  beyond  the  second 
story  of  these  buildings ;  that  all  buildings  shall  be 
used  above  the  second  floor  for  dry  storage  only,  as 
indicated  on  revised  plans  marked  “Received  April  22, 
1936”,  on  condition  that  the  extension  of  the  refrig¬ 
eration  system  in  these  buildings  shall  comply  with 
all  the  requirements  hereinbefore  stated.” 


VARIATION  OF  LABOR  LAW 

36-36-S. 

APPLICANT — North  Side  Leather  Belting  Co.,  Inc., 
owner. 

SUBJECT — Application  for  reopening — reconsideration 
under  new  proposition — re  Variation  of  the  labor 
law  as  cited  in  a  decision  of  the  commissioner  of 

buildings. 

PREMISES  AFFECTED — 248  Lorimer  street,  east  side, 
65  ft.  1  in.  north  of  Broadway  (Block  No.  3086, 
Lot  No.  2),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Jacob  W.  Mass. 

ACTION  OF  BOARD — Application  reopened  and  granted 
on  condition. 

THE  VOTE  TO  REOPEN  TO  RECONSIDER— 

Affirmative  :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(36-36-S) 


Whereas,  North  Side  Leather  Belting  Company,  owner, 
filed  on  February  19,  1936,  an  application  for  a  variation  of 
section  270  of  the  labor  law,  so  as  to  be  relieved  from  the 
requirements  of  a  decision  of  the  commissioner  of  build¬ 
ings,  Borough  of  Brooklyn,  affecting  premises  248  Lorimer 


street,  east  side,  65  ft.  1  in.  north  of  Broadway,  (Block 
3086,  Lot  No.  2),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
alteration  application  No.  16149-1935  dated  December  24, 
1935,  reads  as  follows : 

“1.  As  this  is  a  new  building,  erected  in  1930,  all 
provisions  of  Sec.  270  of  the  Labor  Law  will  have 
to  be  complied  with  for  proposed  occupancy  of  manu¬ 
facturing  with  25  employees  on  the  2nd  floor. 

2.  Provide  two  fireproof  enclosed  stairways  remote 
from  each  other  constructed  as  per  Sec.  270,  4  of  the 
labor  law.” 

and 

Whereas,  the  applicant  was  prosecuted  by  the  building 
department  for  a  violation  of  section  719,  subdivision  B 
of  the  Greater  New  York  Charter  in  that  it  occupied  the 
premises  herein  involved  without  a  certificate  of  occupancy 
and  sentence  was  suspended  in  Municipal  Term  of  the  City 
Magistrates  Court  of  the  Borough  of  Brooklyn,  on  Janu¬ 
ary  21,  1936;  and 

Whereas,  Certificate  of  Occupancy  No.  60645  was  issued 
on  June  5,  1930,  for  the  following  uses;  Cellar — Boiler 
room,  one  person;  1st  story — store  and  storage,  5  persons; 
2nd  story,  light  manufacturing,  5  persons;  both  the  1st  and 
2nd  story  were  approved  for  a  load  of  120  pounds  per 
superficial  foot ;  and 

Whereas,  this  building,  which  was  erected  in  1930,  is 
of  non-fireproof  construction,  2  stories,  21  ft.  in  height, 
25  ft.  front  by  64  ft.  in  depth  at  the  first  story  and  25  ft. 
by  58  ft.  6)4  in-  at  2nd  story;  OCCUPIED  Cellar,  Boiler 
room,  one  person;  1st  story,  store  and  office,  5  persons; 
2nd  story,  manufacturing  of  ladies  underwear,  25  persons, 
female;  EQUIPPED  with  one  interior  stairway,  3  ft.  8 
in.,  extending  from  the  first  story  to  the  second  story  and 
thence  by  iron  ladder  to  a  2  ft.  by  3  ft.  scuttle  in  the  roof, 
enclosed  with  wire  lath  and  Portland  cement  plaster  on 
both  sides  of  wood  studs;  there  is  no  safe  egress  from  the 
roof ;  at  the  rear  of  the  building  on  the  second  story  there 
is  a  fireproof  door,  opening  to  the  roof  of  the  one-story 
extension.  A  vertical  goose-neck  ladder  attached  to  the 
southerly  wall  of  the  building  in  question  leads  to  the  yard 
of  adjacent  premises  to  the  south  where  exit  can  be  had 
through  the  building  adjoining  on  the  south  to  Lorimer 
street,  permission  for  which  exit  has  been  filed  as  part  of 
this  appeal ;  provision  is  also  made  for  exit  across  the 
roof  of  the  one-story  building;  located  at  No.  9  Siegel 
street,  permission  for  the  use  of  which  has  been  filed  with 
the  board ;  and 

Whereas,  the  applicant  contends  that  the  business  con¬ 
ducted  on  the  second  floor  is  a  seasonable  one  and  that  dur¬ 
ing  certain  portions  of  the  year,  business  is  slow  and  no 
manufacturing  is  done  on  this  story;  that  the  entire  depth 
of  the  second  story  is  only  58  ft.  6)4  in.  and  it  is  willing 
to  comply  with  any  recommendations  that  will  further  the 
safety  of  the  occupants  provided  it  is  physically  possible 
to  comply  with  these  recommendations  without  taking  too 
much  space  from  the  floor  area ;  and 

Whereas,  this  application  was  denied  by  the  board  May 
5,  1936  and  reopened  by  vote  of  the  board  June  9,  1936, 
after  an  inspection  by  a  committee  of  the  board. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  requirements  of  the 
labor  law  and  that  the  application  be  and  it  hereby  is 
granted,  modifying  the  decision  of  the  commissioner  of 
buildings  in  connection  with  Alteration  No.  16149-35,  so  as 
to  permit  the  building  to  be  used  for  factory  purposes,  on 
condition  that  the  primary  means  of  exit  shall  be  enclosed 
with  fire-retarded  partitions  with  self-closing  kalemein 
doors  opening  in  the  direction  of  exit;  that  the  second 
means  of  exit  shall  include  the  following: 

(a)  An  exit  door  as  shown  at  the  rear  of  the  second 
floor,  which  provides  escape  in  case  of  fire  by  means 
of  a  ladder  to  the  rear  yard  of  the  building  adjoining 
to  the  south  known  as  244  Lorimer  street;  under  filed 
permission  by  owner  thereof ; 
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(b)  Access  to  the  roof  of  the  one-story  extension 
of  building  in  the  rear,  known  as  No.  9  Siegel  street, 
through  which  escape  may  be  had  through  a  stairway 
from  the  roof  through  the  building  to  Siegel  street 
under  filed  permission  by  owner  thereof ;  and 

(c)  Access  to  the  roof  of  the  one-story  garage 
building  to  the  north,  known  as  No.  250  Lorimer 
street ; 

on  the  further  condition  that  the  occupancy  of  the  second 
floor  shall  be  for  light  manufacturing  only  and  shall  not 
exceed  the  number  permitted  for  the  primary  means  of 
exit ;  that  in  all  other  respects  the  building  shall  comply 
with  the  requirements  of  the  labor  law  and  all  other  rules 
and  regulations  applicable  thereto,  and  that  the  building  is 
not  increased  in  height  or  area. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

697-28-SA. 

APPLICANT — Acme  Fire  Alarm  Co.,  for  C.  W.  Mitchell, 
owner. 

SUBJECT— -Acme  Fire  Alarm  Signal  System — Application 
for  reopening — amendment  of  resolution. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  reopened  and  placed 
on  reserve  calendar  and  referred  to  engineer  of 
the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . .  0 


197-33-SA. 

APPLICANT — Aubrey  Bain,  for  Alfred  W.  Doval,  owner. 

SUBJECT — -National  Barley  Rotary  Oil  Burner — Applica¬ 
tion  for  reopening— amendment — change  of  name. 

APPEARANCES— 

For  Applicant :  Aubrey  Bain 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION— 

(197-33-SA) 

Whereas,  Magna  Oil  Burner  Corp.,  owner,  filed,  May 
29,  1933,  an  application  with  the  Board  of  Standards  and 
Appeals  for  approval  of  their  device  known  as  the  Magna 
Fuel  Oil  Burner;  and 

Whereas,  this  device  was  submitted  to  the  fire  depart¬ 
ment  for  test  and  report,  and  a  report  of  the  Bureau  of 
Combustibles,  fire  department  and  the  engineer  of  the 
board  dated  July  13,  1933,  recommends  the  approval  of  this 
device ;  and 

Whereas,  the  device  was  approved  by  the  board,  July 
18,  1933,  the  following  resolution  having  been  adopted: 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Magna 
Fuel  Oil  Burner  for  use  in  domestic,  commercial  and 
industrial  installations  when  installed  in  accordance 
with  the  fuel  oil  rules  of  the  Board  of  Standards  and 
Appeals  and  the  report  of  the  Bureau  of  Combustibles, 
fire  department,  and  the  engineer  of  the  board.”; 

and 

Whereas,  present  owner  requested  a  change  of  name  of 
the  burner  and  under  date  of  May  18,  1936,  requested  a 
further  change  of  name. 

Resolved,  that  the  resolution  adopted  by  the  board,  ap¬ 
proving  this  device,  on  July  18,  1933,  be  and  it  hereby  is 
amended  by  adding  thereto,  the  following : 

“that  after  the  date  of  this  amended  resolution,  this 
burner  may  also  be  known  as  the  National  Barley  Rot¬ 
ary  Oil  Burner,  and  the  National  Clark  Rotary  Oil 
Burner  on  condition  that  under  whichever  name  the 
burner  is  marketed  it  shall  bear  a  label  permanently 
affixed  thereto  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  197-33-SA. 


Adjourned,  5  :00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


Applications,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each— postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  12,  1936  as  they  appeared 
in  Bulletin  No.  20,  Vol.  21,  are  hereby  corrected  to  read 
as  follows : 

THE  RESOLUTION— 

(47-35-SA) 

Whereas,  Robert  E.  McGannon,  for  Ace  Engineering 
Company,  owner,  filed,  March  6,  1936,  an  application  with 
the  Board  of  Standards  and  Appeals  for  approval  of  their 
device  known  as  the  Ace  Rotary  Oil  Burner  and  the 
Chalmers-Ace  (Rotary)  Oil  Burner;  and 

Whereas,  this  device  was  referred  to  the  engineer  of  the 
board  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representative  of  the  bureau  of  combustibles  of  the 
Fire  Department  was  substantially  as  follows : 

This  burner  is  of  the  mechanical  draft,  horizontal 
rotary  type  and  is  designed  to  burn  No.  6  commercial 
grade  fuel  oil.  The  assembly  of  the  burner  is  as 
follows : 

A  H.P.  Lewis  Allis  motor. 

A  fan  and  an  oil  atomizing  cup. 

A  common  shaft  is  used  for  motor,  fan  and  atomiz¬ 
ing  cup.  This  shaft  is  hollow  and  the  oil  flows  through 
the  shaft  and  atomizing  cup. 

The  oil  supply  to  the  burner  is  regulated  by  an  Asco 
oil  valve  which  regulates  the  pressure  of  the  oil. 

Pumps. — Any  standard  set  of  approved  type  of  pump 
may  be  used  for  this  burner. 

Ignition. — Gas  and  electric. 

A  Webster  transfer  is  used  to  ignite  the  gas  pilot 
line. 

The  gas  line  is  equipped  with  a  Minneapolis  Honey- 


*  Corrections  words  “cold  and  No.  6  when  preheated  if” 
added  in  line  56  of  resolution. 


well  Magnetic  safety  valve.  When  heavy  oils  are 
used,  the  burner  comes  equipped  with  an  electric  pre¬ 
heater  which  may  be  set  to  heat  the  incoming  oil 
between  the  temperature  of  140  and  180°  F.  When 
these  pre-heaters  are  used  with  the  burner,  they  are 
equipped  with  a  Mercoid  Heat  control  unit  which  pre¬ 
vents  the  starting  of  the  burner  until  the  oil  has  been 
heated  to  the  proper  temperature.  When  the  water 
in  the  hot  water  pre-heater  reaches  a  temperature 
sufficient  to  heat  the  oil,  this  Mercoid  control  then 
shuts  off  the  electric  pre-heater. 

Controls.— Minneapolis  Honeystack  switch  No.  48 
and  Minneapolis  Honeywell  pressure  control. 

This  burner  was  operated  with  the  oil  supply  shut 
off  and  the  stack  control  shut  down  the  burner  in  30 
seconds.  The  controls  on  the  pilot  were  also  tested 
out  and  were  found  to  function  as  designed.  As  a 
result  of  this  inspection  and  test,  it  is  recommended 
that  this  burner  be  approved  for  use  in  industrial  and 
commercial  installations  when  installed  in  accordance 
with  the  Oil  Burner  Rules  adopted  by  the  Board  of 
Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Ace  Rotary  Oil 
Burner  and  the  Chalmers-Ace  (Rotary)  Oil  Burner,  for 
use  in  industrial  and  commercial  installations,  except  in 
connection  with  pressing  machines,  with  fuel  oil  not  heav¬ 
ier  than  No.  5,  U.  S.  Dept,  of  Commerce  standards,  when 
cold  and  No.  6,  when  preheated  if  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals  on  condition  that  this  oil  burning  device  shall  bear 
a  label  permanently  attached  thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  47-35-SA. 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  March  24,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  13,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows  : 

(263-35-SA) 

Whereas,  Jno.  C.  Fullerton,  Inc.,  agent  for  Hoffman 
Gas  and  Electric  Heater  Co.,  owner,  filed  September  26, 
1935,  an  application  with  the  Board  of  Standards  and  Ap¬ 
peals,  for  approval  of  the  device  known  as  the  Ker-Oil 
Automatic  Water  Heater ;  and 

Whereas,  the  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  committee  of  the  board  was 
substantially  as  follows : 

This  heater  has  been  approved  by  the  Underwriters 
Laboratories,  Guide  No.  300-10.4  Laboratory  File  M.P. 
899.  This  is  a  natural  draft  oil  burner  designed  for 
use  as  a  water  heater  and  is  manufactured  by  the  Hoff¬ 
man  Gas  &  Electric  Heater  Company,  of  Louisville, 
Kentucky. 

The  device  consists  of  a  bowl  with  integral  per- 


*Correction — the  word  “national”  changed  to  “natural” 
in  line  12  of  resolution  and  numbers  “284”  and  “24”  changed 
to  “234”  and  “424”  in  line  19  of  resolution. 


forated  ring,  to  which  oil  is  delivered  by  gravity,  the 
flow  of  oil  being  controlled  by  a  Detroit  Lubricator 
constant  level  device,  CRC  234  W  Type  H.  MP  424. 
There  is  a  thermostat  attached  to  water  tank  which 
operates  on  the  principle  of  an  expanding  bellows 
which  shuts  off  the  oil.  The  air  supply  is  controlled 
by  a  shutter  arrangement  operated  manually. 

Operating  test  made  disclosed  no  puff  back  while  oil 
was  shut  off  and  turned  on  and  when  burner  was 
lighted.  Lighting  of  burner  is  done  manually. 

It  is  recommended  that  this  device  be  approved  for 
domestic  installations  with  fuel  oil  not  heavier  than 
No.  1. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Ker-Oil  Auto¬ 
matic  Water  Heater,  for  use  in  domestic  installations,  with 
fuel  oil  not  heavier  than  No.  1,  when  installed  in  accord¬ 
ance  with  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals  on  condition  that  this  oil  burning  device  shall 
bear  a  label  permanently  attached  thereto  reading  as  fol¬ 
lows  : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  263-35-SA. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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[262-36-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Friday,  June  26,  1936,  at  2  P.  M.,  Room  1013,  Municipal 
Building,  on  Proposed  Rules  for  Liquefiers.  used  to  convert 
solid  carbon  dioxide  to  a  liquid  and/or  a  gas. 

RULES  FOR  LIQUEFIERS  USED  TO  CONVERT 
SOLID  CARBON  DIOXIDE  TO  A  LIQUID  AND 
/OR  A  GAS,  IN  ACCORDANCE  WITH  THE 
PROVISIONS  OF  SECTION  214,  ARTICLE 
17  OF  CHAPTER  10  OF  THE  CODE 
OF  ORDINANCES 

Rule  1.  Certificate  of  Approval. 

A  Certificate  of  Approval  shall  be  obtained  by  the  manu¬ 
facturer  from  the  Fire  Chief  and  Commissioner  for  each 
type  of  liquefier  or  converter  to  be  used  for  the  conversion 
of  solid  carbon  dioxide  to  liquid  carbon  dioxide.  A  Cer¬ 
tificate  of  Approval  shall  also  be  obtained  from  the  Fire 
Chief  and  Commissioner  for  each  system  used  to  convert 
solid  carbon  dioxide  to  liquid  carbon  dioxide  for  filling 
portable  cylinders  or  other  containers. 

Rule  2.  Certificate  of  Fitness. 

A  Certificate  of  Fitness  must  be  obtained  from  the  Fire 
Chief  and  Commissioner  for  each  operator  of  a  liquefier 
system  used  to  convert  solid  carbon  dioxide  to  liquid  car¬ 
bon  dioxide  for  filling  portable  cylinders  or  other  con¬ 
tainers. 

Rule  3.  Inspection  Test  Report. 

A  disinterested  inspection  service,  approved  by  the  Fire 
Chief  and  Commissioner,  shall  inspect  all  material  and 
workmanship  of  all  liquefiers  at  the  place  of  manufacture 
and  shall  verify  compliance  with  these  Rules,  witness  all 
tests  and  shall  furnish  the  Fire  Chief  and  Commissioner 
with  a  test  report  as  follows : 

A.  Test  reports  for  liquefiers,  other  than  redesigned  portable 
cylinders,  shall  show  all  information  called  for  in  para¬ 
graph  23,  I.  C.  C.  Specification  3A,  except  as  follows: 

1.  “Marks  stamped  into  shoulder  of  cylinder.”  This 
shall  be  as  per  Rule  “11  Marking”  hereinafter  speci¬ 
fied.  Actual  markings  shall  be  shown  on  test  report. 

2.  “Record  of  hydrostatic  tests.”  This  shall  be  as 
per  Rule  “9  Testing”  hereinafter  specified. 

3.  Statement  shall  be  furnished  that  liquefier  covered 
in  said  test  report  comply  with  these  Rules,  and 
Certificate  of  Approval  Number  for  the  type  of 
liquefier  covered  in  said  test  report. 

B.  Test  report  for  converted  portable  cylinders  for  liquefier 
use  shall  show  for  each  converted  cylinder  the  follow¬ 
ing  : 

1.  Liquefier  Serial  Number. 

2.  Original  number  of  cylinder  used  for  conversion. 

3.  Original  ownership  initials  of  cylinders  used  for 
conversion. 

4.  Original  I.  C.  C.  marking  of  cylinder  used  for  con¬ 
version. 

5.  Original  manufacturing  test  date  of  cylinder  used 
for  conversion,  and  name  of  original  manufacturer. 

6.  Test  pressure  applied  to  cylinder  before  conversion. 

7.  Total  expansion  obtained  on  cylinder  before  con¬ 
version. 

8.  Permanent  expansion  obtained  on  cylinder  before 
conversion. 

9.  Per  cent  expansion  obtained  on  cylinder  before  con¬ 
version. 

10.  Elastic  expansion  obtained  on  cylinder  before  con¬ 
version. 

11.  Outside  diameter  and  length  of  cylinder  before 
conversion. 


12.  A  statement  that  the  above  cylinders  before  con¬ 
version  into  liquefiers  were  tested  in  a  water  jacket 
in  accordance  with  these  Rules  and  I.  C.  C.  Regu¬ 
lations  and  the  results  appear  above. 

13.  A  statement  that  the  top  thickness,  opening  for 
cover  plate  and  distance  across  the  corner  where 
the  side  wall  meets  the  bottom  and  at  45°  to  the 
side  wall,  was  measured  and  the  dimensions  were 
found  to  conform  with  Rule  6,  F.  G.  H  and  I. 

14.  A  statement  that  after  assembly  each  liquefier  was 
given  an  open  hydrostatic  test  to  3,000  lbs.  and 
this  pressure  was  held  for  at  least  two  minutes 
without  showing  a  pressure  recession  of  more  than 
75  lbs. 

15.  The  liquefier  was  marked  as  follows:  (See  Rule 
“11  Marking”  for  requirements.) 

16.  A  statement  that  these  liquefiers  conform  to  these 

Rules,  and  that  the  type  of  liquefier  has  been  ap¬ 
proved  under  New  York  City  Fire  Department 
Certificate  of  Approval  Number . 

Rule  4.  Construction  Other  Than  Screw  Thread 
Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  must  be  constructed  of  seamless 
drawn  steel  in  accordance  with  Specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  devices  other  than 
screw  thread  type  shall  conform  with  the  following : 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula: 

t  =  OD  x  P  x  .43 


S 

Where  OD  =  Outside  diameter  of  container 
t  =  Wall  thickness. 

P  =  3.000  lbs.  PSI. 

S  =  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.). 

B.  The  “Top”  is  defined  as  that  portion  of  the  liquefier 
in  which  the  closure  device  is  installed  and  where  the 
ice  is  introduced. 

C.  The  minimum  thickness  of  the  top  before  machining 
shall  be  at  least  3J4  times  the  wall  thickness. 

D.  The  minimum  thickness  of  the  top  after  machining 
shall  be  at  least  3  times  the  wall  thickness. 

E.  The  minimum  distance  from  edge  of  the  hole  cut  or 
shaped  for  the  closure  device  to  the  outside  of  wall 
shall  be  4}4  times  the  wall  thickness. 

F.  The  maximum  width  of  the  machined  seat  shall  not  be 
more  than  lj/2  times  the  wall  thickness. 

G.  The  outside  radius  connecting  the  top  of  the  liquefier 
to  its  side  wall  shall  not  be  more  than  1*4  times  the 
wall  thickness. 

H.  The  inside  radius  connecting  the  side  wall  to  the  top 
before  machining,  shall  not  be  less  than  2 *4  times  the 
wall  thickness. 

Or  suggested  substitute  for  C  to  H  inclusive: 

The  top  portion  of  the  liquefier  including  closure  plate 
shall  be  designed  with  a  factor  of  safety  of  not  less 
th^n  trt'o  at  a  fest  pressure  of  3000  lbs.  per  sa.  inch. 
The  design  shall  be  proven  by  a  test  to  destruction  for 
each  type  of  liquefier  before  a  certificate  of  approval 
shall  have  been  issued. 

I.  A  large  fillet  shall  be  provided  in  the  corner  of  the 
machined  seat  where  it  meets  the  inside  radius. 

Rule  5.  Construction  Screw  Thread  Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  must  be  constructed  of  seamless 
drawn  steel  in  accordance  with  specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  device  of  the  screw 
thread  type  shall  conform  with  the  following: 
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A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula : 

t  =  OD  x  P  x  .43 


S 

Where  OD  —  Outside  diameter  of  container, 
t  =  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  —  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.) 

B.  The  thread  of  the  device  shall  be  designed  with  a  factor 
of  safety  of  not  less  than  4  at  a  test  pressure  of  3,000 
lbs.  per  sq.  in.  and  the  wall  thickness  after  cutting 
thread  shall  not  be  less  than  that  specified  in  Rule  5-A 
above. 


Rule  6.  Conversion  of  Portable  Cylinders  for 
Liquefier  Use. 

A.  Seamless  portable  cylinders  made  to  I.  C.  C.  Specifi¬ 
cation  3  or  3A  for  oxygen  or  carbon  dioxide  and 
originally  designed  and  used  for  the  transportation  of 
compressed  or  liquefied  gases  shall  be  acceptable  for 
alteration  or  conversion  into  carbon  dioxide  liquefiers 
only  under  the  following  conditions. 

B.  Cylinders  which  have  been  in  a  fire  must  not  be  used 
for  conversion  into  liquefiers  until  they  have  been 
properly  heat  treated  and  retested  as  specified  in  para¬ 
graph  423,  of  the  I.  C.  C.  Regulations. 

C.  Cylinders  which  show  surface  dents,  or  which  fail  to 
give  a  clear  ring  on  being  struck  with  a  hammer,  or 
cylinders  of  the  quenched  type  shall  not  be  used  for 
conversion  into  liquefiers. 

D.  Before  conversion  into  liquefiers,  each  cylinder  shall  be 
submitted  to  a  hydrostatic  test  of  3,000  lbs.  pressure 
in  a  water  jacket  under  the  conditions  specified  in 
paragraph  424  of  the  I.  C.  C.  Regulations  and  the 
total  and  permanent  expansion  shall  be  recorded.  A 
cylinder  must  be  condemned  when  it  leaks  or  when,  the 
permanent  expansion  exceeds  10  per  cent  of  the  total 
expansion. 

E.  If  in  the  hydrostatic  test  in  the  water  jacket  the  net 
elastic  expansion  (total  expansion  less  permanent  ex¬ 
pansion)  at  3,000  lbs.  exceeds  the  allowable  limit  given 
in  the  following  table  for  the  type  of  cylinder  involved, 
such  cylinder  shall  not  be  used  for  conversion  into  a 
liquefier.  If  the  cubic  capacity  of  a  cylinder  to  be  tested 
varies  from  the  standard  capacity  given  in  the  table 
for  that  type,  then  the  allowable  limit  of  elastic  expan¬ 
sion  will  be  varied  in  the  same  proportion. 


F. 


G. 


TABLE  I. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2 


Cubic 
Capacity 
2,660  cu.  in. 
2,660  cu.  in. 
2,360  cu.  in. 


Elastic  Expansion 
Allowable  Limit 
170  c.c. 

170  c.c. 

150  c.c. 


No  cylinders  designed  and  used  for  a  portable  con¬ 
tainer  shall  have  the  thickness  of  the  side  wall  reduced 
by  any  cutting  of  threads  in  the  process  of  conversion 
into  a  liquefier,  except  as  specified  in  Rule  “5-B  Con¬ 
struction  Screw  Thread  Type.” 

If  the  closure  is  formed  by  using  a  portion  of  the 
former  bottom  as  a  seat,  this  shall  only  be  permissible 
if  the  dimensions  of  the  liquefier  conform  to  those 
shown  in  the  Tables  II,  III  and  IV. 


TABLE  II. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2... 


Minimum 
Bottom  Thickness 
.66  in. 

.66  in. 

.66  in. 


TABLE  III. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO.2... 


Maximum 
Opening  Permitted 

6 Yz  in.  x  7%  in. 

6 %  in.  x  7%  in. 
in.  x  6)4  in. 


TABLE  IV. 

Minimum  Thickness  across 
corner  at  Point  where  the 
outside  of  the  side  wall 
meets  the  inside  radius  of 
bottom  and  at  45°  to  side 
Type  wall. 

220  ft.  oxygen .  %  in. 

200  ft.  oxygen .  5%  in 

50  lbs.  CO2 .  ^  in.' 

H.  The  maximum  width  of  the  machined  seat  for  the 
gasket  of  liquefier  shall  be  5/16  in.,  and  the  inside 
radius  connecting  this  seat  to  the  side  wall  of  the 
cylinder  shall  not  be  less  than  %  in. 

I.  The  minimum  thickness  of  closure  plate  shall  be  5 
times  the  wall  thickness  of  the  cylinder.  The  closure1 
plate  shall  be  of  a  good  grade  of  billet  steel.  Castings 
not  permitted. 

/.  Before  conversion  into  a  liquefier,  the  cylinder  shall 
meet  a  new  hydrostatic  test  at  the  pressure  at  which 
such  cylinder  was  originally  tested,  provided  however, 
that  no  cylinder  shall  be  converted  unless  for  its  origi¬ 
nal  use  it  was  tested  to  3,000  lbs.  pressure.  Such  new 
test  shall  be  in  a  water  jacket  before  conversion  into  a 
liquefier. 

Rule  7.  Spuds. 

Spuds  for  chain  connections  or  for  reinforcing  valve  or 
pipe  connections  of  not  over  3/A  in.  pipe  size  shall  be  welded 
before  heat  treatment  at  place  of  manufacture  of  the 
liquefier. 

Rule  8.  Safety  Devices. 

Each  liquefier  shall  be  provided  with  two  safety  devices 
of  frangible  disc  type  attached  to  the  liquefier  at  a  point 
not  lower  than  6  inches  from  the  top.  The  cross  section 
area  of  the  discharge  channel,  or  channels  (of  the  safety 
device,  or  devices)  must  be  at  least  .006  sq.  in.  for  each  25 
lbs.  of  liquefier  water  capacity  and  .00024  sq.  in.  additional 
for  each  additional  pound  of  water  capacity.  Safety  de¬ 
vices  having  two  or  more  outlets  must  be  so  constructed 
that  these  outlets  will  have  a  combined  total  area  of  not 
less  than  one  and  one-half  times  that  prescribed  for  the 
safety  discharge  channel.  The  frangible  disc  of  the  safety 
devices  shall  be  designed  to  release  at  a  pressure  of  not 
more  than  2,000  lbs.  per  sq.  in. 

Rule  9.  Testing. 

Each  liquefier  after  assembly  shall  be  tested  hydrostati¬ 
cally  by  an  approved  independent  testing  agency  for  not 
less  than  two  minutes  to  a  pressure  of  3,000  lbs.  per  sq.  in. 
without  showing  a  pressure  recession  of  more  than  75  lbs. 
per  sq.  in.  The  inspection  service  shall  file  a  satisfactory 
record  on  test  report  stating  that  the  liquefier  passed  the 
above  required  test. 

Rule  10.  Quinquennial  Test. 

Liquefiers  used  for  any  purpose  shall  be  retested  at  least 
every  five  years  to  a  pressure  of  3,000  lbs.  per  sq.  in.  in 
the  same  manner  and  under  the  same  requirements  as  at 
the  time  and  place  of  manufacture  and  the  date  of  retest 
shall  be  stamped  thereon. 


Rule  1 1 .  Marking. 

Each  liquefier  shall  bear  marking  as  follows : 

A.  Name  of  owner. 

B.  Serial  number. 
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C.  Name  or  trade  mark  of  manufacturer. 

D.  Date  of  manufacture. 

E.  Test  pressure. 

F.  Inspection  service  mark. 

G.  Maximum  filling  charge  based  on  filling  to  not  more 
than  68  per  cent  of  the  water  content  by  weight. 

Rule  12.  Filling. 

Each  liquefier  shall  be  placed  and  used  in  a  vertical  posi¬ 
tion  with  filling  effected  while  liquefier  is  properly  secured. 

Rule  13.  Maximum  Charge. 

Liquefiers  shall  not  be  filled  with  solid  carbon  dioxide  in 
excess  of  150  lbs.  nor  in  excess  of  68  per  cent  by  weight 
of  the  water  capacity  of  the  liquefier. 

Rule  14.  Use  of  CO2  Systems  and  Liquefiers. 

A.  Carbon  dioxide  liquefier  converting  systems  for  filling 
portable  cylinders  shall  not  be  used  in  a  dwelling  and/ 
or  multiple  dwelling,  and/or  place  of  public  assembly, 
and/or  any  building  not  used  exclusively  for  manufac¬ 
turing  purposes. 

B.  Except  in  buildings  used  exclusively  for  the  manufac¬ 
ture  of  carbon  dioxide  or  other  compressed  gases,  not 
more  than  8  liquefiers  of  a  maximum  combined  ca¬ 
pacity  of  1,200  lbs.  of  carbon  dioxide  shill  be  headed 
in  a  battery  and  not  more  than  one  such  battery  shall 
be  permitted  in  a  building. 

C.  Liquefiers  may  be  manifolded  only  by  the  use  of  extra 
heavy  steel  or  wrought  iron  pipe,  or  extra  heavy  seam¬ 
less  copper  or  brass  tubing,  of  not  larger  than  yA  in. 
I.  P.  S.  Fittings  shall  be  high  pressure  forged  steel  or 
extra  heavy  bronze  hydraulic  type. 

D.  Each  manifold  shall  be  protected  by  a  frangible  disc 
safety  device  of  the  same  size  and  type  as  those  pre¬ 
scribed  for  the  liquefier,  and  designed  to  release  at  a 
pressure  of  not  more  than  2,000  "lbs.  per  sq.  in.  In 
addition,  the  liquid  manifold  shall  he  nrotected  by  a 
spring  safety  valve  so  set  as  to  relieve  the  pressure 
at  not  more  than  1,600  lbs.  per  sq.  in. 

E.  When  carbon  dioxide  gas  is  conducted  through  pres¬ 
sure  reducing  valve  between  liquefier  and  point  of  use, 
the  use  of  a  heater  will  be  permitted,  but  said  heater 
shall  be  so  arranged  that  heat  may  be  applied  indi¬ 
rectly.  This  heater  shall  consist  of  a  coil  immersed  in 
water.  The  source  of  heat  shall  then  be  applied  to  the 
water  but  not  directly  to  the  coil. 

Rule  15.  Test  of  Piping. 

Each  liquefier  and/or  battery  of  liquefiers  to  be  used  for 
the  filling  of  portable  cylinders  or  other  containers  with 


liquid  carbon  dioxide  and  all  the  piping  connected  thereto 
shall  be  hydrostatically  tested  in  the  presence  of  the  rep¬ 
resentatives  of  the  Fire  Chief  and  Commissioner  before 
the  solid  carbon  dioxide  is  first  put  into  the  system.  A 
hydrostatic  pressure  of  2400  lbs.  per  sq.  in.  shall  be  main¬ 
tained  for  fifteen  minutes,  released  for  five  minutes,  and 
again  applied  for  a  period  of  fifteen  minutes  without  any 
visible  leak  or  reduction  of  pressure.  This  test  shall  be 
repeated  at  least  every  five  years. 

Rule  16.  Approval  Systems  for  Filling  Portable 
Cylinders. 

Each  liquefier  and/or  battery  of  liquefiers  used  for  filling 
portable  cylinders  or  other  containers  shall  be  permanently 
labeled  or  marked  showing  the  Fire  Department  Certificate 
of  Approval  Number  together  with  date  of  last  test. 

Rule  17.  Acceleration. 

Defrosting,  or  acceleration  of  liquefaction,  shall  be  by 
use  of  water  only,  the  water  shall  be  of  a  temperature  not 
above  85°  Fahrenheit. 

Rule  18.  CO2  Portable  Cylinders. 

A.  Portable  cylinders  or  other  containers  to  be  filled  with 
liquid  carbon  dioxide  must  be  constructed  and  marked 
in  accordance  with  the  Specifications  of  the  Interstate 
Commerce  Commission  for  carbon  dioxide  cylinders 
and  must  have  been  tested  within  intervals  of  not 
more  than  five  years  as  evidenced  by  official  marking. 
Cylinders  not  so  constructed  and  marked  must  not  be 
filled  with  carbon  dioxide. 

B.  The  maximum  filling  of  liquid  carbon  dioxide,  with 
one  pound  allowable  variation  in  each  cylinder,  must 
not  be  over  20  lbs.  for  standard  cylinders  5*4  in.  in 
diameter  by  51  in.  long,  nor  over  50  lbs.  for  standard 
cylinders  8^4  in.  in  diameter  by  51  in.  long  and  larger. 
No  cylinder  shall  be  filled  with  carbon  dioxide  to  more 
than  68  per  cent  of  the  water  capacity,  by  weight,  of 
the  cylinder. 

C.  The  amount  of  liquid  carbon  dioxide  charged  into 
portable  cylinders  or  other  containers  must  be  deter¬ 
mined  by  weight  by  use  of  a  dial  scale  having  a  mov¬ 
able  indicator,  and  this  weight  must  also  be  checked 
after  disconnecting  from  the  charging  line. 

Rule  19.  Existing  Installations. 

Liquefiers  or  converters  to  which  these  rules  and  regu¬ 
lations  cannot  be  applied,  mav  be  maintained  and  operated 
subject  to  such  conditions  as  are  deemed  necessary  by  the 
Board  of  Standards  and  Appeals  in  the  interest  of  public 
safety. 


APPROVED  APPLIANCES 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  . 

Walworth  Company  . 

A.  B.  C.  Fire  Prevention  Mfg  Co..  Inc. 
Croker  National  Fire  Prev.  Eng.  Co.... 

Tenkins  Brothers  . 

W.  D.  Allen  Mfg.  Co . 

John  Simmons  Co . 

Grinnell  . 

Elkhart  . 


81-20-SA 
899-27-SA 
1 407-27- S A 
304-28-SA 
779-28-SA 
890-28- S A 
209-29-SA 
651-30-SA 
14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 


May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech) .  . . 

Walworth  Company  . 

W.  D.  Allen  Mfg.  Company . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc . 

Jenkins  Brothers  . 

Croker  National  Fire  Prev  Eng.  Co..' !!!.!!. 

Fairbanks  Company  . 

Pratt  &  Cady  . 

Elkhart  . 


53-21-SA 

900-27-SA 

1151-27-SA 

1307-27-SA 

780-28-SA 

970-28-SA 

268-29-SA 

231-30-SA 

15-31-SA 
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EXTRACTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  OF  THE  CITY  OF  NEW  YORK, 
RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDED  JANUARY  29,  1935. 


ARTICLE  1. 

General  Provisions. 

§  1 .  Definitions. 

Unless  otherwise  expressly  stated,  whenever  used  in  this 
chapter  the  following  terras  shall  respectively  be  deemed 
to  mean : 

33.  Refrigerating  system,  a  combination  of  apparatus  in 
which  a  refrigerant  is  circulated  for  the  purpose  of  ex¬ 
tracting  heat. 

(a)  The  parts  of  the  system  are  the  compressor,  gen¬ 
erator,  condensor,  absorber,  receiver,  shell  type  or  tube  type 
apparatus,  pipes,  vessels,  or  other  parts,  containing  refrig¬ 
erant. 

(b)  Direct  refrigeration,  a  system  in  which  the  refrig¬ 
erant  is  circulated  to  the  substance  or  space  refrigerated. 

(c)  Indirect  refrigeration,  a  system  in  which  brine 
cooled  by  the  refrigerant  is  circulated  ten  the  substance  or 
space  refrigerated. 

(d)  Refrigerant  is  the  chemical  agent  other  than  brine 
used  to  produce  refrigeration. 

(e)  Irritant  refrigerant,  any  refrigerant  which  when 
breathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  of  the 
hydrocarbon  class. 

(g)  Flammable  refrigerant,  any  refrigerant  which  will 
burn  or  explode  when  mixed  with  certain  proportions  of 
air. 

(h)  Refrigerating  machinery  room,  a  room  in  which 
is  located  a  refrigerating  system  containing  refrigerant,  but 
not  including  expansion  coils  when  located  in  cold  storage 
rooms  or  expansion  coils  when  located  in  refrigerator  boxes. 

(i)  Factor  of  safety,  the  multiple  three  and,  one-third 
(3/4).  the  product  of  which  and  the  test  pressure,  con¬ 
stitutes  the  probable  rupture  pressure. 

(j)  Pressure  imposing  element,  that  apparatus  which 
draws  the  refrigerant  from  the  low  pressure  or  low  tem¬ 
perature  side  of  the  system  and  discharges  it  into  the  high 
pressure  or  high  temperature  side  of  the  system. 

(k)  Pressure  limiting  device,  a  pressure  or  temperature 
responsive  mechanism  for  automatically  stopping  the  oper¬ 
ation  of  the  pressure  imposing  element. 

(l)  Brine,  any  liquid  which  having  been  cooled  by  the 
refrigerating  system  is  used  for  the  transmission  of  heat. 

(m)  Pressure  relief  device,  a  pressure  relief  valve,  a 
rupture  member,  fusible  plug  or  other  approved  .device  for 
relieving  the  pressure. 

(n)  Pressure  relief  valve,  a  valve  held  shut  by  a  spring 
or  other  means  to  automatically  relieve  pressure  in  excess 
of  its  setting. 

(o)  Rupture  member,  a  device  that  will  automatically 
rupture  at  a  pre-determined  pressure. 

(p)  Liquid  receiver,  a  vessel  permanently  connected  to 
a  system  by  inlet  and  outlet  pipes  for  storage  of  a  liquid 
refrigerant. 

(q)  Container,  a  cylinder  for  the  shipment  of  refrig¬ 
erant  constructed  to  conform  to  the  regulations  of  the 
Interstate  Commerce  Commission. 

(r)  Mixer,  a  vessel  or  device  in  a  system  for  mixing 
the!  ammonia  or  other  soluble  vapor  with  water. 

(s)  Stop  valve,  a  cut-off  valve  for  use  during  normal 
operation. 

(t)  Service  valve,  a  key-operated  shut-off  valve  used 
only  during  shipment,  installation  or  repairs., 

(u)  Fusible  plug,  a  device  having  a  predetermined- 
temperature  fusible  member  for  the  relief  of  pressure. 

(v)  Public  buildings,  business  buildings,  and  residence 
buildings  are  buildings  as  so  defined  by  section  70,  Article 
4,  of  the  Building  Code  of  the  City  of  New  York. 

NOTE: — Public  Buildings.  Public  buildings  are  build¬ 
ings  or  parts  of  buildings  in  which  persons  congregate  for 
civic,  political,  educational,  religious  or  recreational  pur¬ 


poses,  or  in  which  persons  are  harbored  to  receive  medical, 
charitable  or  other  care  or  treatment,  or  in  which  persons 
are  held  or  detained  by  reason  of  public  or  civic  duty,  or 
for  correctional  purposes,  including  among  others,  court 
houses,  schools,  colleges,  libraries,  museums,  exhibition 
buildings,  lecture  halls,  churches,  assembly  halls,  lodge 
rooms,  dance  halls,  theatares,  bath  houses,  hospitals,  asy¬ 
lums,  armories,  fire  houses,  police  stations,  jails  and  pas¬ 
senger  depots. 

NOTE: — Residence  Buildings.  Residence  buildings  are 
buildings  or  parts  of  buildings  in  which  sleeping  accommo¬ 
dations  are  provided,  except  such  as  may  for  other  reasons 
be  classed  as  public  buildings,  including  among  others, 
dwellings,  tenement  houses,  hotels,  lodging  houses,  dormi¬ 
tories,  convents,  and  studios  and  club  houses  having  sleep¬ 
ing  accommodations. 

NOTE: — Business  Buildings.  Business  buildings  are 
buildings  or  parts  of  buildings,  which  are  not  public  build¬ 
ings  or  residence  buildings,  including  among  others,  office 
buldings,  stores,  markets,  restaurants,  warehouses,  freight 
depots,  car  barns,  stables,  garages,  factories,  laboratories, 
smoke  houses,  grain  elevators  and  coal  pockets. 

ARTICLE  3. 

Bonds  and  Fees. 

§43.  Fees  for  Permits. 

Applicants  for  permits  under  the  provisions  of  this  chap¬ 


ter  shall  pay  annual  fees  as  follows : 

35.  Refrigerating  systems : 

Class  A  systems .  $20.00 

Class  B  systems .  10.00 

Class  C  systems  containing  over  six  pounds 

of  refrigerant  .  5.00 

Class  C  systems  containing  six  pounds  or 

less  of  refrigerant .  1.00 


ARTICLE  18. 

Refrigerating  Systems. 


Section  216. 

Permits. 

it 

217. 

Supervision. 

it 

218. 

Classification. 

ft 

219. 

Permissible  locations. 

tt 

220. 

Machinery  rooms  and  ventilation. 

if 

221. 

Open  flames  and  electrical  equipment. 

if 

222. 

Testing. 

ft 

223. 

Piping. 

ft 

224. 

Safety  devices. 

it 

225. 

Size  of  safety  devices. 

ft 

226. 

Location  and  discharge  of  safety  devi 

n 

227. 

Operating  precautions. 

ft 

228. 

Equipment  diagrams. 

§216.  Permits. 

(a)  Except  as  hereinafter  provided  in  this  article  it 
shall  be  unlawful  to  maintain  or  operate  a  refrigerating 
system  without  a  permit. 

(b)  A  permit  will  not  be  required  for  a  Class  C  system 
when  maintained  or  operated  in  the  residence  portion  of  a 
dwelling  containing  not  more  than  two  families,  or  in  the 
residence  portions  of  either  a  tenement  house  or  a  business 
building. 

(c)  No  refrigerating  system  shall  be  maintained  or  op¬ 
erated  employing  a  refrigerant  other  than  those  specified 
in  this  article  without  a  permit  issued  upon  such  condi¬ 
tions,  consistent  with  the  provisions  of  this  article,  as  are 
deemed  by  the  fire  commissioner  necessary  in  the  interest 
of  public  safety. 

NOTE: — The  Fire  Chief  and  Commissioner  prescribed 
under  date  of  April  4,  1934,  the  following: 
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1.  That  the  refrigerants  dichlorodifluoromethane,  known 
as  “Freon”  (“Kinetic  No.  12”  also  “F-12”)  CCI2F2  also 
dichlorotetrafluoroethane  (“F-114”)  C2CI2F4  and  mono- 
fluorotrichloromethane  (“F-ll”  CFCN  are  non-flammable 
and  non-irritant,  unless  otherwise  hereinafter  provided,  and 
shall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances,  as 
such,  except,  when  used  in  a  room  or  rooms  in  which  there 
is  an  open  flame  or  apparatus  to  produce  an  open  flame, 
when  the  provisions  of  said  article  covering  irritant  re¬ 
frigerants  shall  apply. 

2.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  are  restricted  to  parts  of  a  building  so  specified  in 
Section  219  (b)  for  refrigerants  other  than  non-irritant 
and  non-flammable. 

3.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  used  for  air  conditioning  are  restricted  to  the  indi¬ 
rect  method  except  that  the  direct  method  may  be  used  in 
parts  of  a  building  so  specified  in  Section  219  (b)  for  re¬ 
frigerants  other  than  non-irritant  and  non-flammable. 

4.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  or  on  the 
stairways,  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
any  building. 

5.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un¬ 
less  the  entire  system  is  confined  in  a  fireproof  machinery 
room,  used  for  no  other  purpose,  and  in  which  no  open 
flame  shall  be  employed,  except  that  the  Class  “C”  system 
containing  not  more  than  10  pounds  of  refrigerant  may  be 
used  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
of  the  building  by  a  tight  fitting  self-closing  door  or  doors 
and  provided  with  a  window  or  windows  to  the  outside 
air.  All  open  flames,  and/or  apparatus  for  producing  an 
open  flame,  in  diet  kitchens  where  these  refrigerants  are 
used  shall  be  vented  to  the  outside  air  as  herinafter  re¬ 
quired  in  Paragraph  8. 

6.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  may  be  installed  or  maintained  in  a  hospital  private 
room,  having  tight  partitions  and  tight  fitting  self-closing 
door  or  doors  and  where  not  more  than  two  persons  are 
helpless  and/or  given  medical  treatment,  provided  there  is 
no  open  flame  and/or  apparatus  for  producing  an  open 
flame  in  such  room  and  when  the  system  contains  not  more 
than  10  pounds  of  refrigerant. 

7.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  a  theatre 
and/or  motion  picture  theatre  unless  the  entire  system  is 
confined  in  a  fireproof  machinery  room,  used  for  no  other 
purpose,  and  in  which  no  open  flame  and/or  apparatus  to 
produce  such  open  flame  shall  be  employed. 

8.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  when  used  in  a  room  or  rooms  in  which  there  is  an 
open  flame  or  apparatus  to  produce  such  open  flame,  such 
open  flame  and/or  apparatus  shall  be  provided  with  a  hood 
and  independent  mechanical  ventilation  so  arranged  as  to 
convey  all  the  products  of  combustion  to  the  outside  of  the 
building.  This  provision  shall  apply  only  to  diet  kitchens 
of  hospitals  and  to  Class  “C”  systems  in  schools,  churches, 
dance  halls,  court  rooms,  police  stations,  jails,  asylums, 
subways,  passenger  depots,  rooms  opening  into  passenger 
depots  and/or  subways  and  such  other  places  as  are  deemed 
by  the  Fire  Commissioner  necessary  in  the  interest  of  pub¬ 
lic  safety. 

9.  That  each  refrigerating  machinery  room  in  any 
building  in  which  F-ll;  F-12  or  F-114  are  used,  shall  be 
maintained  vapor-tight  and  provided  with  tight  fitting,  self- 
closing  doors,  in  accordance  with  Section  220-1 -(a). 

10.  That  each  refrigerating  machinery  room  in  which 
F-ll ;  F-12  or  F-114  is  used,  shall  be  adequately  ventilated 
directly  to  the  outside  air  in  accordance  with  Section  220- 
(2)  a-h-c  and  d. 

11.  Tests  pressures  and  setting  of  safetv  valves  for  sys¬ 
tems  employing  F-ll,  F-12  or  F-114,  shall  be  included  in 
Section  222  fa)  as  follows: 


Column  No.  1 
25 
180 
60 


pressure 


Column  No.  2  Column  No.  3 
15  15 

120  135 

30  30 

relief  valves  for  systems 


size  of 

F-12  or  F-114  is  employed,  shall  be  as 


Refrigerant 
F-ll 
F-12 
F-114 

12.  That  the 
in  which  F-ll, 
follows : 

Capacity  of  System  Number  Required 

Up  to  30  tons  One  inch 

30  to  60  “  One  54  “ 

60  to  100  “  One  1 

100  to  175  “  One  1^4  inches 

175  to  250  “  One  U/2  “ 

250  to  450  “  One  2 

450  to  900  “  Two  2 

13.  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con¬ 
form  with  Section  227-3  (e)  for  other  refrigerants. 

14.  That  all  other  sections  or  parts  of  Article  18  of  the 
Refrigerating  Code  not  so  mentioned,  shall  be  complied 


with. 

15.  That  refrigerating  systems  employing  F-ll,  F-12  or 
F-114,  installed  prior  to  May  19,  1932,  shall  be  inspected, 
and  if  found  to  comply  with  the  rules,  or  if  in  the  opinion 
of  the  Fire  Commissioner,  the  installations  are  of  a  non- 
hazardous  character,  a  permit  may  be  issued.  Installations 
which  have  been  made  in  hospitals,  theatres,  asylums  and 
places  of  public  assembly  shall  be  made  to  comply  strictly 
with  these  rules. 

(d)  A  permit,  where  required,  shall  be  applied  for 
forty-eight  hours  after  installation  is  completed,  contain¬ 
ing  the  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system. 

(e)  Only  the  refrigerant  specified  in  the  permit  shall 
be  used  in  the  system. 

(f)  Refrigerating  systems  to  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
to  such  conditions  as  are  deemed  necessary  by  the  fire 
commissioner. 


§217.  Supervision. 

(a)  No  refrigerating  system  containing  more  than  fifty 
(50)  pounds  of  refrigerant  shall  be  maintained  or  operated 
in  any  building  except  under  the  personal  supervision,  di¬ 
rection  or  control  of  either  a  dulv  licensed  engineer  or  a 
person  who  has  obtained  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings. 
Where  the  system  contains  not  more  than  two  hundred 
(200)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required. 

(b)  No  Class  C  system  as  hereinafter  permitted  for 
exhibition  or  demonstration  purposes  shall  be  maintained 
or  operated  in  a  public  building  or  exhibition  hall  except 
under  the  personal  supervision,  direction  or  control  of 
either  a  duly  licensed  engineer  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings. 

(c)  Upon  receipt  of  such  certificate  the  applicant  there¬ 
for  shall  pay  an  annual  license  fee  as  follows :  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof  the  sum  of  $1  if 
such  renewal  be  applied  for  within  thirty  days  prior  to 
the  expiration  of  such  certificate.  Any  such  certificate  may 
be  revoked  or  suspended  for  cause  at  any  time  by  the 
commissioner  of  buildings. 

§218.  Classifications. 

(a)  The  total  amount  of  refrigerant  common  to  a  system 
operating  through  one  or  more  evaporators,  shall  be  con¬ 
sidered  the  capacity  of  the  system  and  determine  its  class. 

(b)  A  Class  A  system  is  a  system  containing  one  thou¬ 
sand  (1.000)  pounds  or  over  of  refrigerant,  or  capable  of 
thirty  (30)  tons  capacity  or  over. 

_(c)  A  Class  B  system  is  a  system  capable  of  less  than 
thirty  (30)  tons  capacity,  or  containing  less  than  one  thou¬ 
sand  (1,000)  pounds  of  refrigerant  and  over  the  amounts 
provided  for  in  a  Class  C  system. 

(d)  A  Class  C  system  is  a  system  containing  not  more 
than  twenty  (20)  pounds  of  refrigerant. 
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§219.  Permissible  Locations. 

(a)  No  Class  A  or  Class  B  systems  shall  be  installed 
in  any  public  building  as  defined  by  section  70,  article  4,  of 
the  Building  Code,  until  plans  have  been  filed  with  and 
approved  by  the  fire  commissioner,  and  no  refrigerant 
shall  be  placed  in  the  system  until  a  permit  has  been  ob¬ 
tained  from  the  fire  commissioner. 

(b)  The  direct  method  of  refrigeration  shall  not  be 
used  in  any  building,  whether  or  not  a  permit  is  required 
for  installation  therein,  outside  of  the  refrigerating  ma¬ 
chinery  room  except  in  buildings  used  exclusively  for  ice 
making  or  for  refrigerating  purposes  or  both ;  when  not 
carried  above  the  first  floor  in  business  buildings ;  in  the 
business  sections  of  business  buildings  provided  the  entire 
system  is  confined  to  one  floor  in  the  space  occupied  by  a 
single  tenant ;  in  the  business  section  of  a  residence  build¬ 
ing  when  not  carried  above  the  first  floor ;  in  a  residence 
building  occupied  by  not  more  than  two  families  or  in  any 
building  provided  a  non-irritant  and  non-flammable  refrig¬ 
erant  is  used. 

(c)  No  brine  shall  be  used  in  any  brine  circulating  sys¬ 
tem  that  will  generate  flammable  vapor  at  a  temperature 
below  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
open  cup  tester,  and  no  refrigerant  shall  be  used  as  a  brine. 

(d)  No  Class  A  system  using  ammonia  shall  be  in¬ 
stalled  or  maintained  in  any  building  above  the  first  floor 
level  unless  such  building  is  used  exclusively  for  icemaking 
or  refrigerating  purposes. 

(e)  Systems  on  demonstration  in  exhibition  halls  shall 
be  limited  to  the  unit  type  containing  not  more  than  ten 
(10)  pounds  of  refrigerant. 

(f)  No  refrigerating  system  employing  an  irritant 
and/or  flammable  refrigerant  shall  be  installed  or  main¬ 
tained  in  or  on  : 

1.  The  stairways,  halls,  lobbies,  entrances,  exits,  audi¬ 
toriums  of  any  building. 

2.  Dance  hall,  court  room,  police  station,  jail,  subway, 
theatre,  motion  picture  theatre. 

3.  Waiting  or  public  rooms  in  a  railroad  passenger 
depot  and/or  rooms  opening  directly  therein. 

4.  Rooms  opening  directly  into  a  subway,  and/or  the¬ 
atre,  and/or  motion  picture  theatre  and/or  where  persons 
are  detained  and/or  confined. 

5.  A  school  unless  the  refrigerating  system  is  used  ex¬ 
clusively  for  instructions  or  research  purposes. 

6.  A  hospital  and/or  asylum  in  which  persons  are  con¬ 
fined  or  given  medical  treatment  and/or  helpless. 

7.  Unless  as  otherwise  required  by  this  section  the  re¬ 
frigerating  system  is  cut  off  from  the  building  by  un¬ 
pierced  fireproof  construction. 

The  aforementioned  provisions  do  not  apply  to  hermeti¬ 
cally  sealed  unit  systems  containing  not  more  than  six 
(6)  pounds  of  refrigerant  when  located  in  dance  halls, 
police  stations,  diet  kitchens  of  hospitals  and/or  laborato¬ 
ries  and  when  located  in  rooms  shut  off  from  the  rest  of 
the  building  by  tight  partitions  and  tight-fitting,  solid, 
self-closing  door  or  doors  and  located  in  a  room  having  a 
window  to  the  outside  air. 

(g)  An  intermittent  absorption  type  of  refrigerating 
machine  shall  not  be  permitted  in  a  Class  A  system.  Such 
a  type  of  machine  shall  be  permitted  in  a  Class  B  system 
only  when  a  heating  medium  of  low  pressure  steam  is  used 
in  its  operation. 

(h)  The  use  of  methyl  and  ethyl  chloride,  sulphur  diox¬ 
ide,  or  a  hydro-carbon  refrigerant  will  not  be  permitted 
in  Class  A  systems. 

(i)  A  Class  B  system  using  ethyl  chloride  or  a  hydro¬ 
carbon  refrigerant  shall  not  be  installed  or  maintained  in 
the  Borough  of  Manhattan  or  in  other  built-up  sections  of 
the  city.  Elsewhere,  it  shall  be  installed  or  maintained  only 
in  a  fireproof  building  of  not  more  than  one  story  in  height, 
and  shall  be  located  on  the  ground  floor,  which  shall  be  of 
unpierced  fireproof  construction.  The  refrigerating  ma¬ 
chinery  room  shall  be  cut  off  from  the  rest  of  the  building 
by  unpierced  fireproof  walls  of  not  less  than  eight  inches 


(8")  of  brick  or  six  inches  (6")  of  reinforced  concrete. 
Direct  exit  therefrom  leading  to  the  open  air  and  not  to 
any  other  part  of  the  building  shall  be  maintained  and 
shall  be  provided  with  vapor-tight,  self-closing,  fireproof 
door  or  doors. 

§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 

1.  Refrigerating  machinery  rooms. 

(a)  All  refrigerating  machinery  rooms  in  which  an 
irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en¬ 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room.  This  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 
which  it  opens. 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rooms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery 
room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  The  ven¬ 
tilation  shall  consist  of  a  window  or  windows  opening 
directly  to  the  open  air,  or  mechanical  means  capable  of 
exhausting  the  four  air  from  the  room. 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
the  outer  air,  a  total  area  of  inlet  and  outlet,  respectively, 
of  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 
mentioned  table. 

(c)  When  mechanical  means  are  used  they  shall  consist 
of  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type  which  shall  be  capable  of  removing  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col¬ 
umn  B  of  the  table  in  paragraph  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
less  than  that  specified  in  Column  C  of  the  above-men¬ 
tioned  table.  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  The  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  of 
the  refrigerating  machinery  room. 

(d) 


Pounds  of 
Refriger¬ 
ant  in 
System. 

Mechan¬ 
ical  Cu. 
Ft.  per 
Minute 
Discharge. 

Window  Area 
Meehan-  in  Sq.  Ft. 
ical  Sq.  for  each 

Ft.  Duct  Opposite 

Area.  Side.  . 

Window  Area 
in  Sq.  Ft.  for 
One  Side 
Only. 

A 

B 

c 

D 

E 

Up  to  ...  20 

150 

1/4 

1 

6 

50 

250 

1/3 

1  1/2 

12 

100 

400 

1/2 

2 

16 

150 

550 

2/3 

2  1/2 

19 

200 

680 

2/3 

3 

25 

250 

800 

1 

3  1/2 

29 

300 

900 

1 

4 

32 

400 

1,100 

1  1/4 

4  1/2 

38 

500 

1,275 

1  1/4 

5 

42 

600 

1,450 

1  1/2 

6 

45 

700 

1,630 

1  1/2 

6  1/2 

48 

735 
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800 

1,800 

2 

7 

51 

900 

1,950 

2 

7  1/2 

55 

1,000 

2,050  . 

.  2 

8 

59 

1,250 

2,350 

2  1/4 

9 

68 

1,500 

2,800 

2  1/2 

11 

78 

1,750 

3,150 

3 

12  1/2 

87 

2,000 

3,500 

3  1/2 

14 

95 

2,500 

4,150 

4 

16 

113 

3,000 

4,500 

4  1/2 

18 

130 

4,000 

6,000 

6 

24 

167 

5,000 

7,500 

7  1/2 

30 

204 

6,000 

9,000 

9 

36 

241 

7,000 

10,500 

10.5 

42 

278 

8,000 

12,000 

12 

48 

315 

9,000 

13,000 

13 

52 

342 

10,000 

14,000 

14 

56 

360 

12,000 

17,000 

17 

68 

425 

14,000 

19,000 

19 

75 

470 

16,000 

22,000 

22 

86 

540 

18,000 

24,000 

24 

92 

580 

20,000 

26,000 

26 

100 

630 

25,000 

33,000 

33 

121 

760 

30,000 

39,000 

39 

142 

870 

35,000 

44,000 

44 

155 

940 

40,000 

51,000 

51 

176 

1,060 

45,000 

56,000 

56 

190 

1,120 

Note — Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require¬ 
ments  specified  in  columns  “D”  and  “E”  of  this  table. 

,  (e)  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed,  the  requirements  as  given  in  table  (d)  may 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
the  refrigerant  no  ventilation  shall  be  required. 

(f)  In  lieu  of  mechanical  means  of  ventilation  in  re¬ 
frigerating  machinery  room  or  rooms  where  a  Class  A 
system  or  a  Class  B  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  inch  (Bt")  orifice  spaced  not  more  than  eight 
feet  apart  in  any  direction,  and  such  system  shall  be 
located  above  all  the  refrigerating  apparatus  and  piping 
in  the  refrigerating  machinery  room.  Not  more  than  one 
head  shall  be  installed  on  a  ^-inch  pipe;  five  heads  on  a 
1 -inch  pipe  six  heads  on  a  1  Bi-inch  pipe.  The  deluge  sys¬ 
tem  shall  be  permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
inch  can  be  maintained  on  the  inlet  side  of  the  main  con- 
tiol  valve  or  valves  at  all  times.  The  control  valve  or 
valves  for  such  water  deluge  system  shall  be  manually 
operated,  easily  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

§221.  Open  Flames  and  Electrical  Equipment. 

1.  Open  flames. 

No  fire-name  or  arc  light  will  be  permitted  in  a  Class  A 
°r  .  refrigerating  machinery  room  in  which  a  flammable 
refrigerant  is  used. 

2.  Electrical  equipment. 

(a)  All  Class  A  and  B  systems  refrigerating  systems 
containing  more  than  fifty  (50)  pounds  of  refrigerant  shall 
have  an  emergency  switch  controlling  all  of  the  electrically- 
operated  refrigerating  machinery  or  the  remote  control  of 
such  a  switch  located  outside  of  the  refrigerating  machin¬ 
ery  room  where  it  can  be  quickly  reached  and  operated  in 
case  of  necessity. 

(b)  Where  the  operating  mechanism  in  any  system  is 
dependent  upon  electrical  control,  such  control  in  a  pressure 
limiting  device  shall  be  on  a  closed  circuit.  Nothing  herein 
contained  shall  require  a  hand  reset  on  an  automatic  type 
of  refrigerating  machine. 

§222.  Testing. 

(a)  Every  part  of  any  refrigerating  system,  except  pres¬ 
sure  gauges  and  control  mechanism,  shall  be  tested  to  at 


least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (50)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room. 


Refrigerant. 

Col.  1. 

High 

Pressure 

Side. 

Col.  2.  Col.  3. 

Low  Pressure  Side. 

X 

With 

Safety 

Valves. 

Without 

Safety 

Valves. 

Carbon  dioxide  . 

1,500 

750 

1,000 

Ethane  . 

1,050 

520 

760 

Ammonia  . 

300 

150 

225 

Propane  . 

250 

115 

175 

Methyl  chloride  . 

155 

80 

120 

Sulphur  dioxide  . 

135 

100 

100 

Iso-butane  . 

90 

45 

70 

Butane  . 

75 

35 

50 

Ethyl  chloride  . 

30 

15 

25 

Dichloromethane . 

12 

12 

12 

Dichloroethylene  . 

12 

12 

12 

Trichloroethylene  . 

12 

12 

12 

§223.  Piping. 


1.  Piping. 

(a)  All  piping,  liquid  receivers  or  vessels  containing  the 
refrigerant,  shall  be  supported  on  or  by  strong  and  durable 
materials.  This  provision  shall  not  apply  to  Class  C  in¬ 
stallations. 

(b)  The  arrangement  of  stop  valves,  relief  devices,  etc., 
when  used  shall  be  as  shown  on  the  diagram  for  Class  A 
and  B  systems  in  section  228. 

(c)  Every  system  which  may  be  charged  after  installa¬ 
tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

(a)  Liquid  level  gauge  glasses,  except  those  of  the  bull’s 
eye  type,  shall  have  automatic  closing  shut-off  valves  and 
such  glasses  shall  be  adequately  protected  against  injury 
by  slotted  metal  casings. 

§224.  Safety  Devices. 

1.  Construction  and  setting. 

(a)  Pressure  relief  valves,  pressure  limiting  devices  and 
rupture  members  shall  be  set  to  prevent  the  pressure  ex¬ 
ceeding  the  test  pressure.  The  pressure  at  which  the  device 
is  set  to  function  shall  be  indicated  thereon.  (See  section 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 
relief  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
of  required  size  are  used,  and  so  arranged  that  only  one 
pressure  relief  device  can  be  cut  off  for  repair  purposes  at 
any  one  time. 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 
and  in  which  the  pressure  will  equalize  throughout  the 
system  when  the  pressure  imposing  element  is  not  in  opera¬ 
tion  may  be  protected  by  only  one  pressure  relief  device 
located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

(a)  The  low  pressure  side  of  a  Class  A  ammonia  sys¬ 
tem  shall  be  provided  with  a  hand-operated  valve  for  dis¬ 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency. 

(b)  The  ammonia  mixer  shall  be  constructed  of  steel 
and  shall  be  capable  of  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch. 

,  (c)  No  valve  shall  be  located  in  the  ammonia  emergency 
discharge  line  except  the  manually-operated  valve  discharg¬ 
ing  into  the  water  and  ammonia  mixer,  but  there  may  be 
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one  stop  valve  located  inside  the  building  for  repair  pur¬ 
poses  only.  This  valve  shall  be  sealed  open  and  labeled 
“Keep  Open.” 

(d)  The  manually  operated  pressure  relief  valve  shall  be 
located  in  a  locked  box  which  can  be  opened  by  members  of 
the  Fire  Department  by  means  of  a  Fire  Department  key. 
The  door  of  the  box  shall  be  on  the  public  thoroughfare 
side  of  the  building  in  an  easily  accessible  location  and  not 
less  than  eighteen  (18)  inches  or  more  than  five  (5)  feet 
above  the  sidewalk  level.  The  box  shall  be  permanently 
labeled  having  letters  of  not  less  than  one  (1)  inch  reading 
“For  Fire  Department  Use  Only.”  The  relief  valve  shall  be 
labeled  “Ammonia.”  A  sign  shall  be  posted  within  the  box 
reading  “Do  Not  Open  Valve  Until  Water  Is  Flowing.” 

(e)  A  single  standard  three  (3)  inch  fire  department 
connection  shall  be  provided  through  which  the  necessary 
water  may  be  supplied  to  the  mixer.  The  fire  department 
connection  shall  be  located  near  the  box  and  not  less  than 
eighteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
above  the  sidewalk  level  and  shall  be  permanently  labeled 
having  letters  not  less  than  one  (1)  inch  reading  “To  Am¬ 
monia  Mixer.”  A  check  valve  so  set  as  to  prevent  gases 
from  reaching  the  fire  department  connection  shall  be  in¬ 
stalled  in  the  water  line  between  the  fire  department  con¬ 
nection  and  the  water  and  ammonia  mixer. 

(f)  The  fire  department  shall  have  sole  use  of  the 
mixer  and  supply  the  necessary  water. 

(g)  In  systems  using  over  twenty-seven  thousand 
(27,000)  pounds  of  ammonia  there  shall  be  provided  one 
additional  water  and  ammonia  mixer  for  each  twenty-seven 
thousand  (27,000)  pounds  of  ammonia  or  fraction  thereof 
so  used  in  excess. 

(h)  The  ammonia  mixer  and  its  connection  for  a  Class 
A  system  shall  conform  to  the  diagram  in  section  228. 


§225.  Size  of  Safety  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  he  as  follows  ■ 

Capacity 
of  System. 

CO2  and 
Ethane,  No. 
Req.,  Size. 

Other 

Refrigerants, 
No.  Req.,  Size. 

Up  to  30  tons . 

30  to  60  tons . 

60  to  100  tons . . 

100  to  175  tons . 

175  to  250  tons . 

.  i  yr 

.  i —y* 

.  1-3/2" 

.  1  y 

l—H" 

1—3/" 

1— r 

1—154" 

1- 13/" 
1—2" 

2— 2" 

250  to  450  tons . 

.  1 

450  to  900  tons . 

(b)  Where  rupture  members  are  permitted  and  used  the 

Uded3  Cnt  area  re^e^  valve  specified  must  be  pro- 

(c)  Fusible  plugs  may  be  used  on  all  Class  C  systems 
and  on  all  Class  B  systems  of  the  hermetically  sealed  com¬ 
pression  type  containing  not  more  than  fifty  (50)  pounds 

Ltre  Tn’/uJ.116,  free  discharge  opening  shall  be  one- 
sixteenth  (1/16)  inch  in  diameter. 

§226.  Location  and  Discharge  of  Safety  Devices. 

1.  Location. 

(a)  A  pressure  limiting  device  shall  be  provided  on  the 
>g  i  pressure  side  of  each  water-cooled  refrigerating  sys¬ 
tem  containing  more  than  six  (6)  pounds  of  refrigerant. 
A  pressure  relief  valve  shall  be  provided  on  the  high  pres- 
taim'no-H*  ea<Lh  water-cooled  refrigerating  system  con- 
chall  g  ty  poun<^s  or  more  of  refrigerant,  but  it 
-bC  nece?sary  discharge  the  refrigerant  to  the 
t  '  ?ir  ?r  water  tank  from  any  such  refrigerating  sys- 

otter  S' -g  “7  i50)  Pu°Umls  or  less  of  refrigerant,  any 
standing  °f  thlS  chapter  to  the  contrary  notwith- 

£ach  compressor  or  generator  of  a  Class  A  or  B 

lCn°??nf,m°re  than  100  pounds  of  refrigerant 
the  h,VhPr0t  Cd  ^  a  pressure  relief  valve  connected  into 
gh  pressure  slde  between  the  main  stop  valve  and  the 

hereinafter  S'"  *»  “e 


*©  OVTXO*  ATWOJ  m 


 if": 


WATC*  AMD  AMMONIA  N)*f* 


ARKAN4EMENT  op  pressure  reuef  devices 

rpR 

CLASS  "A‘  EQUIPMENT 

arcT/or*  4  s.c 


T*  TO  OUTSIDE  ATMOSPHERC 


TJISCHAE&eToEiTHER 


ARRANGEMENT  OF  PRESSURE  RELIEF  DEVICES 

FOR. 

CLASS  *B  EQUIPMENT 

a*cTien  ace 


RULES 


^c)  A  rupture  member  may  be  substituted  for  the  relief 
valve  in  C03  systems  or  systems  operating  below  atmos¬ 
pheric  pressure.  . 

(d)  Shell  type  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  of 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(50)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 
off  by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided. 

(e)  Class  C  systems  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  so  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
as  that  generated  in  a  fire,  they  may  burst  due  to  the  ex¬ 
pansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 

relief  device.  .  , 

(f)  A  pressure  relief  valve  will  be  required  on  the  ow 
pressure  side  of  a  Class  B  system  into  which  the  relief 
valve  or  valves  on  the  high  pressure  side  discharge,  as  so 
shown  on  equipment  diagram  of  section  228-2. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  _  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  224,  3. 
If  it  is  discharged  to  the  outside  atmosphere  it  must  (be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
grade.  The  discharge  from  more  than  one  relief  valve 
may  be  run  into  a  common  header,  the  area  of  which  shall 
be  equal  to  the  area  of  the  pipes  connected  thereto.  The 
outlet  orifice  shall  be  turned  downward. 

(b)  Where  more  than  fifty  (50)  pounds  of  ammonia 
is  used  in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  for 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
be  "used  for  no  purpose  except  ammonia  discharge.  At 
least  one  gallon  of  fresh  water  shall  be  provided  for  every 
pound  of  ammonia  contained  in  the  system.  The  water 
used  shall  be  prevented  from  freezing  without  the  use  of 
salt  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  {Y&)  of  No.  11  U  S. 
gauge  iron.  No  horizontal  dimensions  of  the  tank  shall  be 
greater  than  one-half  (Y)  the  height,  ffhe  tank  shall  have 
a  hinged  cover  or,  if  of  the  enclosed  type,  shall  have  a 
vent  hole  at  the  top.  All  pipe  connections  shall  be  through 
the  top  of  the  tank  only.  The  discharge  pipe  from  the 
pressure  relief  valves  shall  discharge  the  ammonia  in  the 
center  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
securely  supported  as  any  other  portion  of  the  system. 
There  shall  be  no  opening  in  the  tank  below  the  water  level. 

(c)  Where  more  than  fifty  (50)  pounds  of  any  re¬ 
frigerant  other  than  ammonia  is  used  the  discharge  from 
relief  valves  shall  be  to  the  atmosphere  as  specified  for 
Class  A  ammonia  systems.  Carbondioxide  may  be  dis¬ 
charged  into  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used. 

(d)  Arrangements  of  pressure  relief  devices  for  Class  A 
and  B  systems  shall  conform  to  the  diagrams  in  section  228. 

§227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos¬ 
pheric  pressure  shall  be  provided  with  at  least  two  helmets 
or  masks. 

(b)  In  a  Class  B  system  in  which  more  than  fifty  (50) 
pounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re¬ 
frigerant  is  used,  there  shall  be  provided  at  least  one  hel¬ 
met  or  mask. 

(c)  Only  helmets  or  masks  that  have  been  approved  by 
the  United  States  Bureau  of  Mines  as  suitable  for  the 
refrigerant  employed  shall  be  used,  and  they  shall  be  kept 
in  operative  condition  in  an  easily  accessible  case  or  cab¬ 
inet  located  immediately  outside  the  refrigerating  machin¬ 
ery  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  more 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  painted 
on  and  affixed  in  a  permanent  manner  to  the  main  steam 
control,  main  electrical  and  remote  control  switches,  re¬ 
ceivers,  condensers,  shell  type  coolers,  signs  having  letters 
not  less  than  one  and  one-half  inches  ( I/2 ")  high,  desig¬ 
nating  the  part  and  refrigerant  contained  therein. 

(b)  The  seller  of  every  Class  A  or  B  system  shall  fur¬ 
nish  the  purchaser  with  a  sign  bearing  his  name  at  least 
8 y2"  by  11"  in  size,  which  gives  the  rated  refrigeration 
capacity  and  the  quantity  and  kind  of  refrigerant  required 
for  the  satisfactory  operation  of  the  system  and  the  pur¬ 
chaser  shall  conspicuously  and  permanently  display  this 
sign  in  the  machinery  room.  The  quantity  and  name  of 
the  proper  refrigerant  content  and  the  rated  refrigeration 
capacity  shall  be  stamped  on  all  Class  C  systems  near  to 
or  on  the  name  plate. 

(c)  The  following  information  shall  be  posted  in  Class 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  of 
refrigerant  is  used:  (a)  The  names  and  addresses  of  the 
engineers  or  operators  in  charge ;  (b)  Location  of  nearest 
fire  alarm  box  ;  (c)  The  name,  address  and  telephone  number 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instruc¬ 
tions  for  safely  shutting  down  the  plant  in  case  of  emer¬ 
gency. 

3.  Storage  of  refrigerant. 

(a)  Refrigerant  not  contained  in  the  refrigerating  system 
shall  be  stored  only  in  flammable  or  irritant  containers  con¬ 
forming  to  the  regulations  prescribed  by  the  Interstate  Com¬ 
merce  Commission  for  the  transportation  of  such  refrigerant. 

(b)  Only  two  containers  holding  not  more  than  a  total 
of  three  hundred  (300)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
rooms  of  a  Class  A  system. 

(c)  Only  one  container  holding  not  more  than  one  hun¬ 
dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
room  of  a  Class  B  system. 

(d)  In  a  Class  C  system  no  refrigerant  other  than  that 
used  in  the  system  shall  be  stored  in  the  refrigerating 
machinery  room. 

(e)  If  a  greater  amount  of  flammable  or  irritant  re¬ 
frigerant  is  desired  other  than  that  permitted  in  a  refrig¬ 
erating  machinery  room,  it  shall  be  stored  in  a  fireproof 
building  or  enclosure  used  for  no  other  purpose. 

(f)  When  the  refrigerant  is  withdrawn  from  a  system 
it  shall  be  discharged  into  a  suitable  absorbent  or  con¬ 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  such 
refrigerant.  No  refrigerant  shall  be  permitted  to  escape 
into  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  system 
except  during  period  of  charging  or  withdrawing  the  re¬ 
frigerant. 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 

Adopted  by  the  Board  of  Aldermen  December  13,  1927. 

Received  from  his  Honor  the  Mayor  December  30,  1927, 
without  his  approval  or  disapproval  thereof;  therefore,  as 
provided  in  section  40  of  the  Greater  New  York  Charter, 
the  same  took  effect  as  if  he  had  approved  it. 

ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refuse 
to  comply  with  any  provisions  of  this  chapter,  in  addition 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall, 
upon  conviction,  be  punished  by  a  fine  of  not  more  than 
$500  or  by  imprisonment  not  exceeding  six  months,  or  by 
both  such  fine  and  imprisonment. 
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FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

•  a'  Wood  Joisted  Floor  Construction.  Wood 

jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
tirerretarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
torms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (%)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2]/2) 
inches  of  1 :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (J4)  of  one  (1)  per  cent  of 
steel  mesh ; 

(b)  Two  and  one-half  (2]/2)  inches  of  1  :2  :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
orms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations : 

•  ifu  inch  Poster  boards,  or  three- 

eighths  04)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
D)  mch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (YA)  inch  asbes- 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(%)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi- 

wonHePflair  Sb°PS  °r  01J  sell!ng  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 


in  n r»n  t  i  -ij*  »Liui_iurai  posts  and  columns 

in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil- 

ac?pntpVrier-m  fiS  m  tHfe  FUleS’  °r  with  any  of  the  materials 
accepted  m  fireproof  construction ;  except  that  an  air  space 

shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in- 

jury  the  fire-retarding  protection  on  columns  shall  be 

NnkeieTdi  g  a  hClght  °f  ^VC  (5)  feet  from  the  ground  with 
JNo.  4  U.  b.  gauge  metal. 


.  ; —  ,  %  Sauers  in  non-nreprool  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire- 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

,ro^“le,  9,:  r?h?ft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 

nmnUStlk  *  matenals-  AU  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  _  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 


(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
Sq-?u r  r>  ya^d’  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(H)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
y/m  seven-eighths  (Vi)  inch  wood  sheathing,  one-half 
(y2)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  b.  gauge  sheet  metal  with  one-inch  lapped  seams ; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  ( 7/8 )  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  04)  inch  asbestos  boards 

TTWch  tlght  staggered  joints  and  jacketed  with  No. 
16  U  b.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the.  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No  26 
U.  b.  gauge  metal  ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders 

74- 36-A — 800  Lefferts  avenue,  south  side,  34  ft.  6 V2  in. 

west  of  Schenectady  avenue  and  849  East 
New  York  avenue,  north  side,  25  ft.  4*4 
in.  west  of  Schenectady  avenue  (Block 
No.  1429,  Lot  Nos.  32,  36  and  43),  Bor¬ 
ough  of  Brooklyn. 

75- 36-A — North  side  of  Ninth  street,  368  ft.  east  of  Fifth 

avenue  (Block  No.  1005,  Lot  No.  59  and 
part  of  Lot  No.  57),  Borough  of  Brooklyn. 

76- 36-A — 2363-2373  Bedford  avenue,  east  side,  158  ft.  3)4 

in.  south  of  Tilden  avenue  (Block  No. 
5135,  part  of  Lot  No.  53),  Borough  of 
Brooklyn. 

77-  36- A — 1094-1104  Nostrand  avenue,  northwest  corner 

of  Maple  street  (Block  No.  5030,  Lot  No. 
45),  Borough  of  Brooklyn. 

78- 36- A — 705-711  Franklin  avenue,  northeast  corner  of 

Park  place  (Block  No.  1231,  Lot  No.  1), 
Borough  of  Brooklyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

380-29-SA — Kennedy  2^4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 
164-33-SA — Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 


88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easy  way  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easy  way  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

112-36-SA — Perfect  Automatic  Oil  Burner  (Gun  Type), 
Models  A  and  G,  Nos.  1,  2  and  3. 
119-36-SA — Teesdale  Baramatic  Damper. 

125-36-SA — Flex-O-Gas  Oil  Burner  for  Pressing  Ma¬ 
chine,  Model  T2. 

139-36-SA — Airtemp  Oil  Burner,  Models  A-6,  B-6  and 
C-6. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  zvill  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Orders  Served  on  Board. 

Court  Decision. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  June  16,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  293-17-BZ.  424-19-BZ,  66- 
36- BZ,  92-36-BZ.  59-36-BZ  and  140-36-BZ. 

Minutes  of  Regular  Meeting,  June  16,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  191-34-BZ,  138-36-BZ, 
722-23-BZ,  8-36-BZ,  328-34-BZ,  391-27-BZ,  177-36-BZ, 
85-36-BZ,  52-36- BZ,  277-35-BZ,  172-29-BZ,  695-29-BZ, 
330-29-BZ,  816-24-BZ,  131-36-A,  137-36-A,  79-36-A,  161- 
36-A,  182-36-A,  304-35-A,  133-36-A,  149-36-A,  152-36-A, 
175-36-A,  88-33-A,  243-30-A,  142-36-SA,  143-36-SA,  160- 
36-SA  and  56-36-SA. 

Notice  of  Public  Hearing  on  Proposed  Rules  for  Lique- 
fiers  used  to  convert  solid  carbon  dioxide  to  a  liquid 
and/or  a  gas. 

Approved  Fireline  Hose  Valves. 

Oil  Burner  Rules. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  June  22,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  June  29,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  June  17,  1936 
Cal.  No.  Department  Premises  Affected 

177-36-BZ . D.B.Bx . 1143-1151  Ogden  avenue,  west 

side,  107.18  ft.  south  of  Un¬ 
ion  place  and  1144-1152  Uni¬ 
versity  avenue  (Block  2526, 
Lot  95),  Borough  of  The 
Bronx,  N.B.  217-36. 


178-36-A . F.D . 723  Seventh  avenue,  northwest 

corner  of  West  48th  street 
(Block  1001,  Lot  1),  Bor¬ 
ough  of  Manhattan. 

1623-L.C. 


179-36-BZ . D.B.Bx . 10  East  1 79th  street  and  1980 

Jerome  avenue,  southeast 
corner  (Block  2854.  Lot  14), 
Borough  of  The  Bronx. 

Decision. 


180-36-BZ. ...:  .D.B.Bx . 1938  Grand  Concourse,  east 

side.  71.04  ft.  south  of  East 
178th  street  (Block  2810, 
Lot  5),  Borough  of  The 
Bronx,  Decision. 


181-36-BZ . D.B.B . 1490-1498  Linden  boulevard, 

south  side,  478  ft.  4^4  in. 
east  of  Rockaway  avenue 
(Block  3644,  Lot  85),  Bor¬ 
ough  of  Brooklyn, 

Applic.  4603-36. 


182-36-A . F.D . Pleasant  Bay  Park,  Ferris 

Landing,  Unionport,  Bor¬ 
ough  of  The  Bronx, 

Decision. 


183-36-A . D.B.M . 127-133  Fourth  avenue  and 

102-104  East  13th  street, 
southeast  corner  (Block 
558,  Lots  7  and  10),  Bor¬ 
ough  of  Manhattan, 

Decision. 


391-27-BZ . D.B.Bx . 5214-5218  Broadway  and  89 

West  225th  street,  northeast 
corner  (Block  2215,  Lot 
106),  Borough  of  Manhat¬ 
tan,  N.B.  133-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  May  28,  1936,  Messrs.  Conroy  &  Hardy,  attorneys,  served  on 
the  board  petition  and  order  of  certiorari,  on  behalf  of  Thomas  W. 
Finn,  et  ah,  objectors,  in  re  decision  of  May  12,  1936,  granting  a 
gasoline  service  station  in  a  business  district,  Cal.  No.  282-35-BZ,  at 
premises  1159-1167  Utica  avenue,  southeast  corner  Clarendon  road. 
Borough  of  Brooklyn.  On  June  11,  1936,  Mr.  C.  Edwin  Butz,  attor¬ 
ney,  served  petition  and  order  of  certiorari,  on  behalf  of  Leibheim 
Realty  Corporation,  objector,  in  the  same  case. 

*  *  * 

On  June  15,  1936,  Benjamin  Millstein,  attorney,  served  on  the 
board  petition  and  order  of  certiorari,  on  behalf  of  Broad  Building 
Corporation,  owner,  in  re  decision  of  May  19,  1936,  denying  a  gaso¬ 
line  service  station  in  a  business  district.  Cal.  No.  38-36-BZ,  at  prem¬ 
ises  32-01  Utopia  parkway,  southwest  corner  Cross  Island  boulevard, 
Borough  of  Queens. 


COURT  DECISION 

Goldstein  v.  Murdock — January  7,  1936,  board  denied  gasoline  station 
in  business  district,  under  section  21,  Cal.  No.  287-35- 
BZ;  premises  southeast  corner  Parsons  boulevard  and 
84th  road,  Jamaica,  Borough  of  Queens.  Justice  Faw¬ 
cett  sustained  board  (N.  Y.  L.  J.,  June  12,  1936). 


Restored  to  Calendar 

72 2-23-BZ . D.B.Bx . 2235  Webster  avenue,  south¬ 

west  corner  of  East  182nd 
street  (Block  3143,  Lot  65), 
Borough  of  The  Bronx, 

_  Alt.  467-34. 

8-36-BZ . D.B.Q . 137-02  to  137-06  Jamaica  ave¬ 

nue,  southeast  corner  of 
Van  Wyck  avenue  (Block 
1018,  Lot  1),  Jamaica,  Bor¬ 
ough  of  Queens, 

_  Applic.  5048-36. 

328-34-BZ . D.B.Bx . 1449  Vyse  avenue,  west  side, 

100  ft.  south  of  Jennings 
street  (Block  2987,  Lot  33), 
Borough  of  The  Bronx, 

_  Alt.  361-34. 

277-35-BZ . D.B.Bx . 2171  Grand  Concourse,  west 

side,  182.75  ft.  north  of  East 
181st  street  (Block  3162, 
Lot  43),  Borough  of  The 
Bronx,  Decision. 


RULES 


Last  Publication  in  Bulletin 

Certificate  of  Occupancy,  approved 

forms  . 

Concrete  Flat  Slabs,  Rules. . . Mar. 

Concrete  Rules  (Hydrated  Lime)... June 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . . . June 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . June 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . . Nov. 

Platform  'trucks,  Specifications  for. May 

Plumbing  Rules  .  June 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.June 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpine  Fireline  Rules . June 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . May 

Tank  Trucks,  Gasoline,  etc . j' 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. 


1 

•  Aug. 

2, 

1932— Vol. 

.17, 

No. 

31 

Mar. 

10, 

1936— Vol. 

21, 

No. 

10 

•  June 

2, 

1936— Vol. 

21, 

No. 

22 

.Mar. 

3, 

1936— Vol. 

21, 

No. 

9 

■  Jan. 

1, 

1935— Vol. 

20,  No. 

1 

.June 

4, 

1935— Vol. 

20, 

No. 

23 

.May 

28, 

1935— Vol. 

20, 

No. 

22 

•  Apr. 

28, 

1936— Vol. 

21, 

No. 

17 

* 

June 

16, 

1936— Vol. 

21, 

No. 

24 

.Apr. 

14, 

1936— Vol. 

21, 

No. 

15 

.  Fan. 

21, 

1919— Vol. 

4, 

No. 

3 

7, 

1925— Vol. 

10, 

No. 

14 

Tune 

5", 

1928 — Vol. 

13, 

No. 

23 

June 

23, 

1936— Vol. 

21, 

No. 

25 

,  Nov. 

27, 
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LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . Mar.  5,  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . . . June  23,  1936— Vol.  21,  No.  25 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May  5,  1936 — Vol.  21,  No.  18 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  1936 — Vol.  21,  No.  21 

Fuel  Oil  Burners  for  Industrial  Use.'Tay  19,  1936 — Vol.  21,  No.  20 

Fuel  Oil  Pumps . June  9,  1936 — Vol.  21,  No.  23 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . May  26,  1936— Vol.  21,  No.  21 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  22,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

88- 36-BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 

PREMISES — 3170-3178  Broadway  and  28-34  Tieman 
place,  southeast  corner  (Block  No.  1981,  Lot  No. 
65),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  (for 
the  testing  of  brakes)  on  an  existing  gasoline 
service  station. 

89- 36-BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 

PREMISES — 2409  Jerome  avenue,  west  side,  275  ft.  north 
of  West  184th  street  (Block  No.  3199,  Lot  No. 
106),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop  (for 
the  testing  of  brakes)  on  an  existing  gasoline 
service  station. 

90- 36-BZ. 

APPLICANT — James  J.  Kearney,  for  Ludolph  Schneider, 
owner. 

PREMISES — 48-20  40th  street,  southwest  corner  of 
Greenpoint  avenue  (Block  No.  205,  Lot  No.  25), 
Sunnyside,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

94-36-BZ. 

APPLICANT — Delson,  Levin  and  Gordon,  for  Absar 
Realty  Company,  Inc.,  owner. 

PREMISES — 901  Walton  avenue,  west  side,  63.40  ft.  north 
of  East  161st  street  (Block  No.  2476,  Lot  No.  91), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  from  residence  to  business  use  (stores)  and, 
also,  the  erection  of  a  small  extension  for  store 
use. 

156-36-BZ. 

APPLICANT — Joseph  B.  Lynch,  for  Colonial  Beacon  Oil 
Co.,  Inc.,  lessee  (long  term  lease). 

PREMISES — 1932-1938  Coney  Island  avenue  and  1011-1019 


Avenue  P,  northwest  corner  (Block  No.  6617,  Lot 
No.  45),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  extension  in 
area  of  an  existing  gasoline  service  station. 


JUNE  23,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  23, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters  : 

cal.  no.  39-34-BZ — Application  of  Hlavac  and  Dlouhy, 
applicants,  on  behalf  of  Little  Neck 
Investors,  Inc.,  owner,  reopened  May 
19,  1936,  for  consideration  as  to  exten¬ 
sion  of  permit  and  amendment  of  reso¬ 
lution  of  June  26,  1934 — re  Applica¬ 
tion,  previously  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  residence  district  the 
change  of  occupancy  of  an  existing 
building  to  business  use  (restaurant) 
for  a  temporary  period  of  two  (2) 
years;  premises  northwest  corner  of 
Pembroke  avenue  and  Westmoreland 
street  (Block  No.  4118,  Lot  No.  221), 
Little  Neck,  Borough  of  Queens. 

cal.  no.  1552-21-BZ— Application  of  Alexander  H.  Rock- 
more,  applicant,  on  behalf  of  Beatrice 
R.  Freeman,  owner,  reopened  January 
14,  1936,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  maintenance  of  a 
motor  vehicle  repair  shop  (previously 
granted  by  the  Board  for  minor  re¬ 
pairs)  ;  premises  718-720  Coney  Island 
avenue,  west  side,  300  ft.  9 J'g  in.  north 
of  Cortelyou  road  (Block  No.  5378, 
Lot  No.  28),  Borough  of  Brooklyn. 

cal.  no.  37-36-BZ — Application,  February  20,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Nordlinger,  Riegelman  and 
Cooper,  applicants,  on  behalf  of  Joseph 
P.  Day,  Inc.,  owner,  to  permit  partly 
in  a  business  use  district  and  partly  in 
a  residence  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  and,  also,  the  parking  of  more 
than  five  (5)  motor  vehicles;  premises 
2-12  Neptune  avenue,  southwest  corner 
of  Shore  boulevard  (Block  No.  7516, 
Lot  No.  35),  Borough  of  Brooklyn. 

cal.  no.  80-36-BZ — Application,  March  28,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  &  Siegel,  applicants,  on 
behalf  of  Ammek  Realty  Corporation, 
owner,  to  permit  in  a  residence  use 
district  the  alteration  and  change  of 
occupancy  of  part  of  the  first  story  of 
an  existing  multiple  dwelling  from 
residence  to  business  use  (stores)  ; 
premises  1398  Grand  Concourse  and 
204  East  170th  street,  southeast  corner 
(Block  No.  2831,  Lot  No.  48),  Borough 
of  The  Bronx. 
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cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 


cal.  no.  293-17-BZ — Application  of  Vendome  Service  Cor¬ 
poration,  applicant  and  lessee,  on  be¬ 
half  of  Estate  of  Julia  Cameron, 
owner,  City  Bank  Farmers  Trust  Co., 
trustee,  reopened  January  28,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district,  the  change  of  occupancy  of  an 
existing  building  from  a  business 
building  (previously  granted  by  the 
board)  to  a  motor  vehicle  repair  shop 
and  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  403-413  West 
124th  street,  north  side,  100  ft.  west  of 
Morningside  avenue  and  2-4  LaSalle 
place  (Block  No.  1965,  Lot  No.  22), 
Borough  of  Manhattan. 

cal.  no.  424-19-BZ — Application  of  Edwin  H.  Snackenberg, 
applicant,  on  behalf  of  Henry  W. 
Newman,  owner,  reopened  September 
24,  1935,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a 
garage  for  more  than  five  (5)  motor 
vehicles  (previously  granted  by  the 
board),  so  as  to  include  a  gasoline 
service  station ;  premises  2275-2291 
Bedford  avenue  and  2301-2309  Albe¬ 
marle  road,  northeast  corner  (Block 
No.  5110,  Lot  No.  1),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 

0 


JUNE  23,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

154-36-A — 1410  Rockaway  parkway,  north  side,  170  ft.  west 
of  Glenwood  road  (Block  No.  8165,  Lot  No. 
58),  Borough  of  Brooklyn. 

167-36-A — 220  East  51st  street,  south  side,  235  ft.  east  of 
Third  avenue  (Block  No.  1324,  Lot  No.  41), 
Borough  of  Manhattan. 

137-36-A — 115-117  West  45th  street,  north  side,  180  ft.  west 
of  Sixth  avenue;  3rd  and  4th  floors  (Block 
No.  998,  Lot  No.  24),  Borough  of  Manhattan. 

161-36-A — 31-45  West  42nd  street,  36-68  West  43rd  street 
and  1110-1116  Sixth  avenue  (Block  No.  1258, 
Lot  No.  9),  Borough  of  Manhattan. 

Appliance  Submitted  for  Approval 

176-36-SA — Homestead  Oil  Burner,  Model  E. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
23,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  : 


cal.  no.  141-33-BZ — Application  of  Archie  H.  Samuels,  ap¬ 
plicant,  on  behalf  of  Elsie  J.  Hassall, 
owner,  reopened  June  2,  1936,  for  fur¬ 
ther  hearing  by  Order  of  the  Court — 
re  Application,  under  sections  7f  and 
21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station  (application  denied  un¬ 
der  section  21)  ;  premises  northwest 
corner  of  Farmers  boulevard  and 
143rd  road  (Block  No.  3238,  Lot  No. 
109),  Springfield,  Borough  of  Queens. 


cal.  no.  61-36-BZ— Application,  March  18,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Cromshow,  applicant,  on 
behalf  of  Abraham  B.  Cox,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  1235-1239  Second  avenue  and 
248-252  East  65th  street,  southwest 
corner  (Block  No.  1419,  Lot  Nos.  26 
and  28),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  26,  1936,  2  P.  M. 

SPECIAL  MEETING 
Rules 

262-35-SR — Proposed  Rules  for  Liquefiers  used  to  convert 
solid  carbon  dioxide  to  a  liquid  and/or  a  gas. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  29,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

117-36-BZ. 

APPLICANT — Samuels  &  Samuels,  for  William  H.  Hem- 
mingway,  owner. 

PREMISES — 7405-7411  Sixth  avenue,  east  side,  32  ft. 
south  of  74th  street  (Block  No.  5932,  Lot  No.  12), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 

23-36-BZ. 

APPLICANT — Joseph  B.  Ferguson,  for  Nonkwah  Realty 
Corp.,  owner. 

PREMISES — 247-259  West  54th  street,  north  side,  79  ft.  6 
in.  east  of  Eighth  avenue  (Block  No.  1026,  Lot 
Nos.  ID,  5  and  8^2),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  maintenance  of 
a  garage  for  more  than  five  (5)  motor  vehicles. 

99-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Peter  Dinnella, 
owner. 
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PREMISES — 84-14  Forest  parkway  (83rd  street),  west 
side,  91.60  ft.  south  of  Park  lane  south  (Block  No. 
12,  Lot  Nos.  288,  325,  327),  Forest  Hills,  Borough 
of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  and  also,  partly  in  an  “F” 
area  and  partly  in  a  “C”  area  district,  the  erection 
and  maintenance  of  a  multiple  dwelling  not  con¬ 
forming  with  “F”  area  requirements. 

128-36-BZ. 

APPLICANT — Harry  P.  Jaenike,  for  Spruille  Braden, 
owner. 

PREMISES — 5205-5257  Sycamore  avenue,  west  side,  308.57 
ft.  south  of  West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way  (Block  No. 
3420,  Lot  Nos.  485-850),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  multiple  dwelling  and,  also,  a 
garage  for  more  than  five  (5)  motor  vehicles  to  be 
used  for  tenants  of  multiple  dwelling  on  same  plot. 

153-36-BZ. 

APPLICANT— Abraham  N.  Horwitz,  for  West  End 
Holding  Corporation,  owner. 

PREMISES — 140-154  West  End  avenue,  east  side,  from 
West  66th  street  to  West  67th  street  (Block  No 
1158,  Lot  Nos.  1,  2,  3,  4,  61,  62,  63  and  64),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

98-36-BZ. 

APPLICANT — Frank  E.  Vitolo,  for  The  Hirsch  Trust  for 
the  benefit  of  Education  in  the  Ethical  Culture 
Schools,  owner,  Robert  D.  Kohn,  trustee. 

PREMISES— 2939  West  29th  street,  east  side,  320  ft.  south 
of  Mermaid  avenue  (Block  No.  7052,  Lot  Nos.  81 
and  82),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
a  business  use. 

118-36-BZ. 

APPLICANT  Carl  Bach,  for  Estate  of  Edward  Bach, 
owner. 

PREMISES — 242-252  St.  Nicholas  avenue,  northeast  cor¬ 
ner  of  West  122nd  street  and  227 1-2281  Eighth 
avenue,  northwest  corner  of  West  122nd  street 
(Block  No.  1949,  Lot  No.  29),  Borough  of  Man¬ 
hattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


JUNE  30,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
a.  s  and  Appeals  of  a  public  hearing  under  the  provisions 
the  budding  zone  resolution,  Tuesday  morning,  June  30, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 


cal.  no.  92-36-BZ — Application,  April  6,  1936,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products,  Inc., 
owner,  to  permit  in  a  business  use 
district  the  parking  or  storage  of  more 
than  five  (5)  motor  vehicles  ;  premises 
109-131  West  50th  street,  north  side, 
and  110-130  West  51st  street,  south 
side,  105  ft.  west  of  Sixth  avenue 
(Block  No.  1003,  Lot  No.  17),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  70-36-BZ— Application,  March  25,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Edward  V.  Morand,  ap¬ 
plicant,  on  behalf  of  Carolernesto 
Realty,  Inc.,  and  Frank  Mazzetti,  own¬ 
ers,  to  permit  in  a  business  use  district 
an  open  air  station  for  the  parking  or 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  2692-2708  Jerome 
avenue,  east  side,  316.76  ft.  north  of 
East  Kingsbridge  road  (Block  No. 
3317,  Lot  Nos.  18,  19,  20,  21  and  22), 
Borough  of  The  Bronx. 

cal.  no.  42-36-BZ — Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant ;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 

cal.  no.  44-36-BZ — Application,  February  26,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Leon  Himmelfarbe,  ap¬ 
plicant,  on  behalf  of  First  Congrega¬ 
tional  Church,  owner,  to  permit  partly 
in  a  business  use  district  and  partly 
in  a  residence  use  district  the  use  of  a 
vacant  lot  for  the  parking  or  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1-7  Gramercy  Park  South 
(East  20th  street)  and  245  Fourth  ave¬ 
nue,  southeast  corner  (Block  No.  875, 
Lot  Nos.  78  and  79),  Borough  of  Man¬ 
hattan. 

cal.  no.  106-36-BZ — Application,  April  23,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Milton  B.  Weissman,  appli¬ 
cant,  on  behalf  of  Washton  Realty 
Corp.,  John  J.  Leavy  and  Margaret  B. 
Leavy,  owners,  to  permit  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  more  than  five 
(5)  motor  vehicles;  premises  4-8  Man- 
gin  street,  east  side,  75  ft.  north  of 
Grand  street  (Block  No.  321,  Lot  Nos. 
29,  30  and  31),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 

JUNE  30,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
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ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
30,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  352-29-BZ — Application  of  Leo  Pincus,  applicant, 
on  behalf  of  Rose  Chizner  Realty 
Corporation,  owner,  reopened  March 
10,  1936,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (application 
for  a  garage  for  more  than  five  (5) 
motor  vehicles  and  gasoline  service 
station  on  the  same  premises  previ¬ 
ously  denied  by  the  board)  ;  premises 
212-220  East  98th  street,  southwest 
corner  of  Kings  highway  (Block  No. 
4633,  Lot  No.  34),  Borough  of  Brook¬ 
lyn. 


cal.  no.  47-34-BZ— Application  of  Abrem  Cohen,  applicant 
and  owner,  reopened  June  9,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  replacement  of  a  frame  lumber 
shed  with  a  concrete  structure  for  a 
temporary  period  of  two  (2)  years; 
premises  east  side  of  95th  street,  100 
ft.  north  of  Northern  boulevard  (Block 
No.  1425,  Lot  Nos.  44  and  45),  Corona, 
Borough  of  Queens. 


cal.  no.  65-27-BZ — Application  of  Dunnigan  and  Dusen- 
bury,  applicants,  on  behalf  of  Tree- 
verse  Realty  Corporation,  owner,  re¬ 
opened  June  9,  1936,  for  consideration 
of  an  amendment  to  the  resolution  of 
March  29,  1927,  to  permit  the  erection 
of  a  roof  sign — re  Application,  granted 
under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
south  side  of  West  Tremont  avenue, 
from  University  avenue  to  Andrews 
avenue  (Block  No.  2878,  Lot  No.  200 
and  part  of  Lot  No.  170),  Borough  of 
The  Bronx. 


cal.  no.  66-36-BZ — Application,  March  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuel  Gardstein,  applicant,  on  be¬ 
half  of  Progressive  Synagogue,  owner, 
to  permit  in  a  residence  use  district 
the  extension  of  a  building  (church)  ; 
the  proposed  extension  not  conform¬ 
ing  with  “D”  area  requirements;  prem¬ 
ises  1515  46th  street,  north  side,  98  ft. 
east  of  15th  avenue  (Block  No.  5433, 
Lot  No.  72),  Borough  of  Brooklyn. 

cal.  no.  59-36-BZ — Application,  March  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Larry  Meltzer  applicant,  on  behalf 


of  May  L.  Haberle,  owner,  to  permit 
in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station;  premises  254-09  Hillside  ave¬ 
nue,  northeast  corner  of  Little  Neck 
parkway  (Block  No.  8766,  Lot  No.  1), 
Bayside,  Borough  of  Queens. 

cal.  no.  191-34-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  The  Hermitage 
Corporation,  owner,  reopened  May  5, 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years;  premises 
2087  Boston  road,  west  side,  165.08 
ft.  south  of  East  180th  street  (Block 
No.  3137,  part  of  Lot  No.  20),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  138-36-BZ — Application,  May  15,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Louis  Berger 
and  Sol  Berger,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station ; 
premises  1096-1098  Lafayette  avenue 
and  10-16  Patchen  avenue,  southwest 
corner  (Block  No.  1612,  Lot  Nos.  43 
and  44),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JULY  6,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

212-35-BZ. 

APPLICANT — Samuel  Gardstein,  for  Edwin  J.  Long, 
owner. 

PREMISES — 6501-6507  Fort  Hamilton  parkway  and  948- 
960  65th  street,  southeast  corner  (Block  No.  5750, 
Lot  No.  42),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  April  28,  1936), 

TO  PERMIT  in  a  business  use  district  the  occupancy  of  a 
plot  for  sale  and  display  (parking  and  storage) 
of  more  than  five  (5)  new  and  used  motor  vehi¬ 
cles  for  a  temporary  period  of  two  (2)  years. 

1305-25-BZ. 

APPLICANT — Henry  J.  Nurick,  for  Love  Lane  Auto¬ 
motive  Corp.,  owner. 

PREMISES — 42-50  Love  lane  and  1-9  College  place,  north¬ 
west  corner  (Block  No.  236,  Lot  No.  71),  Borough 
of  Brooklyn. 

APPLICATION,  under  sections  7a  and  7e  of  the  build¬ 
ing  zone  resolution  (reopened  February  18,  1936), 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
extension  of  an  existing  garage  for  more  than  five 
(5)  motor  vehicles  (existing  garage  granted  by 
the  board). 


JULY  7,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
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of  the  building  zone  resolution,  Tuesday  morning,  July  7, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters  : 

cal.  no.  351-26-BZ — Application  of  Saul  Goldsmith,  appli¬ 
cant,  on  behalf  of  Edgemont  Realty 
Corporation,  owner,  reopened  March 
31,  1936,  under  sections  7b  and  21  of 
the  building  zone  resolution,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  extension  in 
height  of  an  existing  building  used  for 
business  purposes  (stores)  previously 
granted  by  the  board;  premises  178- 
186  Parkside  avenue  and  333-345 
Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of 
Brooklyn. 

cal.  no.  155-36-BZ — Application,  May  27,  1936,  under  sec¬ 
tions.  7c  and  21  of  the  building  zone 
resolution,  of  Tobias  Goldstone,  appli¬ 
cant,  on  behalf  of  Herap  Properties, 
Inc.,  and  Simon  Holland,  owners,  to 
permit  the  extension,  from  an  unre¬ 
stricted  use  district  into  a  business  use 
district,  of  an  existing  structural  iron 
works ;  premises  258-280  Lott  avenue, 
540-554  Christopher  avenue,  southwest 
corner  and  821-835  Stone  avenue, 
southeast  corner  of  Lott  avenue  (Block 
No.  3855.  Lot  Nos.  10  and  17),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  414-29-BZ — Application  of  Stella  Cofer  Sartor,  ap¬ 
plicant  and  owner,  reopened  June  9, 
1936,  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit 
partly  in  a  residence  use  district  and 
partly  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  970-978  Nostrand 
avenue,  northwest  corner  of  Sullivan 
place  (Block  No.  1305,  Lot  Nos.  46,  47, 
48  and  50),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  7,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  July 
7,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 


cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 


ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  722-23-BZ — Application  of  Kavy  and  Kavovitt, 
Inc.,  applicants,  on  behalf  of  Julia 
Hirsch,  owner,  reopened  June  16,  1936, 
for  consideration  as  to  an  extension  of 
time  to  obtain  permits  and  complete 
work — time  having  expired  by  limita¬ 
tion — re  Application,  granted  on  con¬ 
dition,  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an 
existing  garage  for  more  than  five  (5) 
motor  vehicles  (said  garage  granted  by 
the  board)  so  as  to  include  a  gasoline 
service  station ;  premises  2235  Webster 
avenue,  southwest  corner  of  East 
182nd  street  (Block  No.  3143,  Lot  No. 
65),  Borough  of  The  Bronx. 

cal.  no.  328-34-BZ — Application  of  S.  Sheldon  Meyers,  ap¬ 
plicant,  on  behalf  of  Max  Mirowitz, 
owner,  reopened  June  16,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein — re  Ap¬ 
plication,  granted  on  condition,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  residence  use 
district  the  change  of  occupancy  of  an 
existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles  for  a 
temporary  period;  premises  1449  Vyse 
avenue,  west  side,  100  ft.  south  of 
Jennings  street  (Block  No.  2987,  Lot 
No.  33),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  10,  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  July  10, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  177-36-BZ — Application,  June  10,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  William  I.  Hohauser, 
applicant,  on  behalf  of  Soteros  D. 
Cocalis,  owner,  to  permit  in  a  residence 
use  district  an  exit  from  a  proposed 
theatre  building  located  in  a  business 
use  district;  premises  1143-1151  Ogden 
avenue,  west  side,  107.18  ft.  south  of 
Union  place  and  1144-1152  University 
avenue  (Block  No.  2526,  Lot  No.  95), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 
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JULY  14,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  July  14, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  8-36-BZ — Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 


behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018, 
Lot  No.  1),  Jamaica,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JUNE  16,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  June  9,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
June  9,  1936,  were  approved  as  printed  in  Bulletin  No.  24, 
Vol.  XXI. 


BUILDING  ZONE  CASES 

293-17-BZ. 

APPLICANT — Vendome  Service  Corporation  (lessee), 
for  Estate  of  Julia  Cameron,  owner;  City  Bank 
Farmers  Trust  Co.,  trustee. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district,  the  change  of 
occupancy  of  an  existing  building  from  a  business 
building  (previously  granted  by  the  board)  to  a 
motor  vehicle  repair  shop  and  garage  for  more 
than  five  (5)  motor  vehicles  (reopened  January 
28,  1936). 

PREMISES  AFFECTED — 403-413  West  124th  street, 
north  side,  100  ft.  west  of  Morningside  avenue  and 
2-4  LaSalle  place  (Block  No.  1965,  Lot  No.  22), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Abraham  Horwitz  and  Electus 
D.  Litchfield. 

For  Opposition:  Irving  S.  Rappaport  and  Elbon 
Schrarm. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1936,  at  10 
a.m.,  upon  request  of  objector’s  representative. 


424-19-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Henry  W. 
Newman,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
alteration  and  change  of  occupancy  of  part  of  a 
garage  for  more  than  five  (5)  motor  vehicles  (pre¬ 
viously  granted  by  the  board)  so  as  to  include  a 
gasoline  service  station  (reopened  September  24, 
1935). 

PREMISES  AFFECTED — 2275-2291  Bedford  avenue  and 
2301-2309  Albemarle  road,  northeast  corner  (Block 
No.  5110,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Edwin  H.  Snackenberg. 


For  Opposition  :  Harry  Kaplan  and  August  Gun¬ 
ther. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1936,  at  10 
a.m.,  on  request  of  representative  of  attorney  for 
objectors. 


66-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Progressive  Syna¬ 
gogue,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use,  “D”  area 
district,  the  extension  of  a  building  (church)  ;  the 
proposed  extension  not  conforming  with  “D”  area 
requirements. 

PREMISES  AFFECTED— 1515  46th  street,  north  side, 
98  ft.  east  of  15th  avenue  (Block  No.  5433,  Lot 
No.  72),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Samuel  Gardstein,  Hugo  Levy, 
Milton  Ellis,  Arnold  Jacoby  and  Charles  C. 
Lamm. 

For  Opposition :  Eli  V.  Levy,  Rose  Siderowitz, 
Kate  Sommerfeld  and  Kathryn  T.  Fendrich. 
ACTION  OF  BOARD — Laid  over  to  June  30,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


92-36-BZ. 

APPLICANT — Hirsh,  Newman,  Reass  &  Becker,  for  Con¬ 
solidated  Biological  Products,  Inc.,  owner. 
SLIBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  parking  or  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 109-131  West  50th  street  and 
110-130  West  51st  street,  north  side  of  West  50th 
street,  south  side  of  West  51st  street,  105  ft.  west 
of  Sixth  avenue  (Block  No.  1003,  Lot  No.  17), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Warren  M.  Caro  and  Clarence 
G.  Bernheimer. 

For  Opposition :  Samuel  J.  Levy  and  others. 

For  Administration :  Leo  McDermott  and  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1936,  at  10 
a.m.,  for  report  of  committee  on  inspection. 


59-36-BZ. 

APPLICANT — Larry  Meltzer,  for  May  L.  Haberle,  owner. 
SUBJECT — Application  (re  decision  of  the  commissioner 
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of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 254-09  Hillside  avenue,  north¬ 
east  corner  of  Little  Neck  parkway  (Block  No. 
8766,  Lot  No.  1),  Bayside,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  Larry  Meltzer. 

For  Opposition:  Samuel  Miller,  I.  Nathanson  and 
Maud  Hamilton. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


140-36-BZ. 

APPLICANT — Milbank,  Tweed,  Hope  and  Webb,  for  Im¬ 
proved  New  York  Properties  Corporation,  owner. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district,  the  erection  and 
maintenance  of  a  business  building  (stores). 
PREMISES  AFFECTED — 250-252  West  93rd  street  and 
2491-2495  Broadway,  southwest  corner  (Block  No. 
1240,  Lot  Nos.  52,  53  and  56),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  G.  W.  Jaques,  M.  J.  Glennon, 
Julius  Ackman  and  Col.lis  J.  Coe. 

For  Opposition:  William  Schley,  David  Green¬ 
berg,  Leslie  Jacobson,  H.  Rafalsky  and  Jesse 
Eisen. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  . .  0 

Absent  .  0 

THE  RESOLUTION— 

(140-36-BZ) 

Whereas,  Milbank,  Tweed,  Hope  and  Webb,  for  Im¬ 
proved  New  York  Properties  Corporation,  owner,  filed 
May  15,  1936,  an  application  under  the  building  zone  reso¬ 
lution  to  permit  the  extension  from  a  business  use  district 
into  a  residence  use  district  of  a  proposed  business  build¬ 
ing  (stores)  ;  premises:  250-252  West ’93rd  street  and  2491- 
2495  Broadway  southwest  corner  (Block  No.  1240,  Lot 
Nos.  52,  53  and  56),  Borough  of  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  16,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 


mg  zone  resolution  show  that  Broadway  is  in  a  business 
use  district;  West  93rd  street  is  in  a  residence  and  busi¬ 
ness  use  district;  West  92nd  street  is  in  a  residence  and 
business  use  district  and  West  End  avenue  is  in  a  residence 
use  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  May  12,  1936,  N.  B.  Application  No.  91-1936,’ 
reads : 

1.  Building  intended  for  business  occupancy  ex¬ 
tending  into  residence  district  is  unlawful.  Zone  reso¬ 
lution  section  3.” 

and 

Whereas,  the  building  is  to  be  of  non-fireproof  construc¬ 
tion,  one  story  and  basement  in  height,  with  a  frontage  of 
75  ft.  8  in.  on  Broadway  and  119  ft.  on  West  93rd  street, 
to  be  occupied  as  a  business  building  (stores),  it  being  pro¬ 
posed  to  demolish  the  existing  two  7-story  apartments  and 
one  4-story  dwelling  now  on  the  site;  the  proposed  new 
building  to  be  occupied  as  stores  will  extend  into  the  resi¬ 
dence  use  district  a  distance  of  19  ft. ;  and 

vVhereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises ;  and 
Whereas,  the  board  deemed  that  applicant  has  substan¬ 
tiated  his  basis  of  appeal  under  section  7,  subdivision  B. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-b,  permitting  the  extension  into  the  residential  area  as  set 
forth  in  the  appeal,  on  condition  that  the  building  on  this 
residence  plot  shall  be  a  part  of  one-story  building  to  be 
constructed  on  corner  plot;  that  there  shall  be  no  door 
openings  in  the  street  wall  to  West  93rd  street  in  that  por¬ 
tion  within  the  residential  area  and  that  any  windows  in¬ 
stalled  shall  not  exceed  5  ft.  in  width  and  shall  be  not  less 
than  7  ft.  from  the  grade  of  sidewalk,  that  there  shall  be 
no  windows  opening  in  the  rear  wall  to  the  adjoining  prop¬ 
erty  to  the  west ;  that  the  rear  yard  shall  be  cement  paved 
and  properly  drained  ;  that  there  shall  be  erected  on  the  rear 
yard  lot  lines  a  brick  wall  not  less  than  7  ft.  in  height ;  that 
the  only  openings  in  the  building  to  this  yard  shall  be  win¬ 
dows  ;  that  the  easterly  wall  of  the  existing  building  to  the 
west  and  northerly  wall  of  the  adjoining  building  to  the 
south,  with  the  consents  of  the  owners,  shall  be  stuccoed 
or  painted  so  as  to  make  a  presentable  appearance ;  that 
there  shall  be  no  signs  erected  within  the  residential  area 
and  no  roof  signs  erected  on  the  one-story  building;  that 
the  entire  building  shall  be  constructed  on  the  street  walls, 
where  masonry  is  used,  with  face  brick  and  limestone 
trimmings ;  and  that  all  permits  shall  be  obtained  and  work 
completed  within  one  year  from  the  date  of  this  resolution. 


Adjourned,  1  :00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en-  such  copies  at  the  office  of  the  Board  of  Standards  and 
titled  to  one  copy  of  Form  7NO.  .  Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 

it  they  desire  additional  copies,  for  their  own  con-  three  cents  each — postage  to  be  added  if  the  forms  are 
vemence  in  notifying  property  owners,  they  may  obtain  forwarded  by  mail. 


Copies  of  the  Official  Directory  of  the  City  of  New  York  at  the  Distribution  Division  of  the  City  Record  Office, 
for  the  year  1936  (The  Little  Green  Book),  containing  the  Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
atest  authentic  information  in  relation  to  City,  State  and  (paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
rederal  Departments,  Offices  and  Courts,  are  now  on  sale  added  for  postage. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JUNE  16,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

191-34-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  The  Hermitage 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  use 
of  a  plot  of  ground  as  a  parking  space  for  more 
than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years  (reopened  May  5,  1935). 

PREMISES  AFFECTED — 2087  Boston  road,  west  side, 
165.08  ft.  south  of  East  180th  street  (Block  No. 
3137,  part  of  Lot  No.  20),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 

For  Opposition :  Ben  Mertz,  Henry  D.  Becker, 
Bella  Feldman,  Bertha  Mapes,  L.  Marks  and 
Mrs.  A.  Janis. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


138-36-BZ. 

APPLICANT — Lama  and  Proskauer,  applicants,  for  Louis 
&  Sol  Berger,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  an  existing  gasoline 
service  station. 

PREMISES  AFFECTED — 1096-1098  Lafayette  avenue 
and  10-16  Patchen  avenue,  southwest  corner 
(Block  No.  1612,  Lot  Nos.  43  and  44),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition :  Oscar  S.  Blinn,  Seth  E.  Gill, 
William  Wilge  and  Joseph  F.  Sarosy. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection.  No 
further  argument. 


722-23-BZ. 

APPLICANT — Kavy  and  Kavovitt,  Inc.,  for  Julia  J. 
Hirsch,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
alteration  and  change  of  occupancy  of  part  of  an 
existing  garage  for  more  than  five  (5)  motor  vehi¬ 
cles  (said  garage  previously  granted  by  the  board) 
so  as  to  include  a  gasoline  service  station. 

PREMISES  AFFECTED — 2235  Webster  avenue,  south¬ 
west  corner  of  East  182nd  street  (Block  No.  3143, 
Lot  No.  65),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  D.  Tretold. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  July  7,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negative  .  0 

Absent  .  0 


8-36-BZ. 

APPLICANT — J.  Sarsfield  Kennedy,  for  Brookmead 
Realty  Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening — restoration  to  the 
calendar,  having  been  previously  dismissed  for 
lack  of  prosecution — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED— 137-02  to  137-06  Jamaica  ave¬ 
nue,  southeast  corner  of  Van  Wyck  avenue  (Block 
No.  1018,  Lot  No.  1),  Jamaica,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  J.  Sarsfield  Kennedy  and  Charles 
Berli. 

ACTION  OF  BOARD— Application  reopened,  restored  to 
calendar,  calendar  call  waived  and  set  for  hearing 
July  14,  1936,  at  10  a.m.  Applicant  to  notify  prop¬ 
erty  owners  in  the  affected  area  by  registered  mail 
not  later  than  June  29,  1936.  Such  notice  to  in¬ 
clude  instructions  to  property  owners  that  objec¬ 
tions  or  consents  shall  be  filed  with  the  board  not 
later  than  July  3,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


328-34-BZ. 

APPLICANT — S.  Sheldon  Meyers,  for  Max  Mirowitz, 
owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  change  of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  (5)  motor  vehicles 
for  a  temporary  period. 

PREMISES  AFFECTED — 1449  Vyse  avenue,  west  side, 
100  ft.  south  of  Jennings  street  (Block  No.  2987, 
Lot  No.  33),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  S.  Sheldon  Meyers. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  July  7,  1936,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


391-27-BZ. 

APPLICANT — Daniel  Marshall,  for  Sinclair  Refining 
Company,  lessee  (long  term  lease). 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  section  21  re  Application  (decision  of  the  su¬ 
perintendent  of  buildings)  denied  under  section  7c 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district,  extending  from  an  unre¬ 
stricted  use  district,  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED— 5214-5218  Broadway  and  89 
West  225th  street,  northeast  corner  (Block  No. 
2215,  Lot  No.  106),  Borough  of  Manhattan. 
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APPEARANCES— 

For  Applicant :  Daniel  Marshall. 

ACTION  OF  BOARD — Application  reopened  under  sec¬ 
tion  21,  subject  to  usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


177-36-BZ. 

APPLICANT — William  I.  Hohauser,  for  Soteros  D.  Co- 
calis,  owner. 

SUBJECT — Request  for  preferential  hearing — re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
under  sections  7c  and  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  an 
exit  from  a  proposed  theatre  building  located  in  a 
business  use  district. 

PREMISES  AFFECTED — 1143-1151  Ogden  avenue,  west 
side,  107.18  ft.  south  of  Union  place  and  1144-1152 
University  avenue  (Block  No.  2526,  Lot  No.  95), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  I.  Hohauser. 

ACTION  OF  BOARD — Preferential  hearing  granted — 
calendar  call  waived  and  set  for  hearing  July  14, 
1936,  at  10  a.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  not  later 
than  June  26,  1936.  Such  notice  to  include  instruc¬ 
tions  to  property  owners  that  objections  or  con¬ 
sents  shall  be  filed  with  the  board  not  later  than 
July  3,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


85-36-BZ. 

APPLICANT — Office  of  Henry  T.  Child,  for  Flatbush 
Savings  Bank,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 2235-2247  Flatbush  avenue  and 
1832  East  48th  street,  northeast  corner  (Block  No. 
8487,  Lot  Nos.  1,  3  and  5),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  Tp  DISMISS— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(85-36-BZ) 

Whereas,  the  office  of  Henry  T.  Child,  on  behalf  of  The 
Flatbush  Savings  Bank,  owner,  filed  on  April  2,  1936,  an 
application  with  the  Board  of  Standards  and  Appeals  af¬ 
fecting  premises :  2235-2247  Flatbush  avenue  and  1832  East 
48th  street,  northeast  corner  (Block  No.  8487,  Lot  Nos.  1, 
3  and  5),  Borough  of  Brooklyn;  and 

Whereas,  the  applicant  failed  to  complete  his  papers 
although  duly  notified  to  do  so. 


Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


52-36-BZ. 

APPLICANT — Benjamin  Hinerfeld,  Special  Deputy  Su¬ 
perintendent  of  Banks  of  the  State  of  New  York, 
in  charge  of  Bank  of  Europe  Trust  Company  (in 
Liquidation),  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to 
an  iron  and  wire  works. 

PREMISES  AFFECTED — 218  East  97th  street,  south 
side,  285  ft.  east  of  Third  avenue  (Block  No.  1646, 
Lot  No.  37),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  T.  L.  McGannon,  Albert  Hart¬ 
man  and  Leo  Buston. 

For  Opposition  :  Henry  H.  Sternberg  and  others. 
ACTION  OF  BOARD- — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(52-36-BZ) 

Whereas,  Benjamin  Hinerfeld,  Special  Deputy  Superin¬ 
tendent  of  Banks  of  the  State  of  New  York  for  Bank  of 
Europe  Trust  Co.,  owner,  filed  March  9,  1936,  an  appli¬ 
cation  under  the  building  zone  resolution  to  permit  in  a 
business  district  the  change  of  occupancy  of  an  existing 
building  to  an  iron  and  wire  works;  premises:  218  East 
97th  street,  south  side,  285  ft.  east  of  Third  avenue  (Block 
No.  1646,  Lot  No.  37),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  16,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  97th  street,  East  96th 
street,  Third  avenue  and  Second  avenue  are  all  in  a  busi¬ 
ness  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered,  February  28,  1936,  re  certificate  of  occupancy, 
reads : 

“Answering  your  letter  of  February  21,  requesting 
reconsideration  of  the  objections  to  the  occupancy  as 
architectural  iron  and  wire  works  in  the  above  prem¬ 
ises,  you  are  advised  that  this  occupancy  is  prohibited 
in  a  business  district  under  section  4,  article  2  of  the 
building  zone  resolution,  and  any  modification  of  this 
law  would  have  to  be  granted  by  the  Board  of  Stand¬ 
ards  and  Appeals.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
two  stories  in  height,  with  a  frontage  of  25  ft.  and  a  depth 
of  61  ft.  to  be  occupied  as  light  ornamental  iron  and  wire 
works;  and 

Whereas,  the  site  in  question  was  inspected  by  a  com¬ 
mittee  of  the  board,  which  found  conditions  to  be  as  de¬ 
scribed  by  applicant,  and  that  the  street,  zoned  for  business, 
was  very  largely  used  for  business  purposes,  the  contention 
of  the  objectors  having  been  that  the  street  was  essen¬ 
tially  residential ;  and 

Whereas,  there  is  a  question  as  to  whether  the  light  or¬ 
namental  iron  works  here  proposed  was  intended  to  be  a 
prohibited  use  in  a  business  district  under  section  4A,  19 
of  the  zoning  resolution  ;  and 

Whereas,  the  board  deems  that  applicant  has  substan¬ 
tiated  the  basis  of  his  application  under  section  21. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis- 
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trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof  to  permit  the  occupancy  as  proposed  of  light 
ornamental  iron  manufacturing,  on  condition  that  there 
shall  be  no  machines  installed  requiring  greater  than  3 
horse  power  each,  each  machine  to  have  an  individual 
motor;  that  the  building  shall  not  be  increased  in  height 
or  area ;  that  no  work  shall  be  done  in  the  rear  yard ;  that 
other  than  as  to  the  variation  of  the  building  zone  resolu¬ 
tion  permitted  herein,  all  rules  and  regulations  applying 
to  this  building  and  to  the  occupancy  thereof  shall  be  com¬ 
plied  with ;  that  all  loading  and  unloading  of  materials  and 
manufactured  products  shall  be  done  inside  the  building; 
that  no  work  shall  be  permitted  at  night  between  the  hours 
of  8  P.M.  to  7  A.M.  nor  on  Sundays  or  legal  holidays. 


277-35-BZ. 

APPLICANT — Gerald  M.  Bloomfield,  for  Fordhof  Realty 
Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening — restoration  to  cal¬ 
endar  by  Order  of  the  Court  to  place  conditions — 
re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
change  of  occupancy  of  an  existing  residence  build¬ 
ing  to  a  business  use  (denied  by  the  board  and 
granted  by  the  Court). 

PREMISES  AFFECTED — 2171  Grand  Concourse,  west 
side,  182.75  ft.  north  of  East  181st  street  (Block 
No.  3162,  Lot  No.  43),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Morris  Wertheimer. 

ACTION  OF  BOARD — Application  reopened,  restored  to 
calendar  and  granted  on  condition. 

THE  VOTE  TO  REOPEN  AND  RESTORE  TO  CAL¬ 


ENDAR— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(277-35-BZ) 


Whereas,  Gerard  M.  Bloomfield  for  Fordhof  Realty  Co., 
Inc.,  owner,  filed  October  19,  1935  an  application  under  the 
building  zone  resolution  to  permit  in  a  residence  district 
the  change  of  occupancy  of  an  existing  residence  building 
to  business  use;  Premises:  2171  Grand  Concourse,  west 
side,  182.75  ft.  north  of  East  181st  street  (Block  No.  3162, 
Lot  No.  43),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  December  10,  1935,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  in  a 
residence  and  business  district ;  Creston  avenue  is  in  a  resi¬ 
dence  and  business  district;  East  181st  street  is  in  a  busi¬ 
ness  and  residence  district  and  East  182nd  street  is  in  a 
residence  district ; 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  23,  1935,  reads : 

Your  application  of  September  10,  1935,  for  a  cer¬ 
tificate  of  occupancy  for  change  of  use  of  two-story 
existing  residence  building  at  2171  Grand  Concourse, 
block  3162,  lot  43,  owned  by  2175  Grand  Concourse, 
Inc.,  Sidney  Rodin,  President,  in  the  Borough  of  The 
Bronx,  to  be  used  as  store,  dining  room  and  handball 
court  on  the  first  floor  and  dining  room  on  2nd  floor 


is  hereby  denied  as  the  premises  are  located  in  a  resi¬ 
dence  district  as  established  by  the  building  zone  reso¬ 
lution  in  which  proposed  business  uses  are  prohibited.” 

and 

Whereas,  the  building  is  of  frame  construction,  two 
stories  in  height,  with  a  frontage  of  26  ft.  3  in.  and  a 
depth  of  51  ft.  maximum,  irreg.  to  be  occupied  as  store, 
dining  room  and  hand  ball  court  on  the  1st  story  and  din¬ 
ing  room  on  the  second  story;  and 

Whereas,  this  application  was  denied  by  the  board 
December  10,  1935 ;  and 

Whereas,  after  court  review  certain  stipulations  have 
been  agreed  upon  and  duly  signed  and  approved  by  the 
Court. 

Resolved,  by  order  of  the  Court,  that  the  decision  of  the 
commissioner  of  buildings  be  and  it  hereby  is  reversed,  and 
the  application  for  a  zoning  variation  under  section  21  be 
and  it  hereby  is  granted  on  condition  that  the  use  and  oc¬ 
cupancy  of  the  premises  shall  comply  with  the  stipulations 
approved  by  the  court,  reading  in  part  as  follows  : 

“ORDERED  that  the  application  made  by  the 
FORDHOF  REALTY  CO.,  INC.,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the 
change  of  occupancy  to  a  business  use,  of  the  premises 
known  as  and  by  the  Number  2171  Grand  Concourse, 
being  on  the  west  side,  182.75  ft.  north  of  East  181st 
street  (Block  No.  3162,  Lot  No.  43),  Borough  of  The 
Bronx,  City  and  State  of  New  York,  be  and  the  same 
is  hereby  granted  upon  the  following  conditions  and 
limitations,  as  to  the  existing  structure  now  located  at 
the  premises  in  question  to  protect  the  adjacent  owner: 

1.  That  no  hand  ball  playing  be  permitted  on  the 
premises. 

2.  That  the  door  on  the  ground  floor  facing  south 
on  the  alley  between  the  adjacent  buildings  be  locked 
at  all  times  except  to  receive  beers  and  other  supplies, 
and  to  remove  empty  beer  barrels  and  containers,  it 
being  understood  that  no  empty  beer  barrels  are  to  be 
stored  in  the  alleyway  between  the  buildings  in  ques¬ 
tion. 

3.  That  no  regular,  continuous  or  systematic  music 
or  dancing  be  maintained  on  the  premises.” 


172-29-BZ. 

APPLICANT — Abraham  N.  Horwitz,  for  Henry  B.  Robb, 
owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7g  and  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 78-30  90th  avenue,  south  side, 
100  ft.  west  of  80th  street  (Block  No.  100,  Lot 
No.  8),  Woodhaven,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Abraham  N.  Horwitz. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(172-29-BZ) 


Whereas,  this  application  affecting  premises  78-30  90th 
avenue,  south  side,  100  ft.  west  of  80th  street  (Block  No. 
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100,  Lot  No.  8),  Woodhaven,  Borough  of  Queens,  was 
granted  by  the  board  October  22,  1929,  on  certain  condi¬ 
tions,  resolution  amended  February  2,  1932,  and  owner  re¬ 
quests  a  further  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  October  22,  1929,  as 
amended  by  resolution  adopted  February  2,  1932,  only  so 
far  as  it  refers  to  the  number  of  gasoline  storage  tanks 
permitted  to  be  installed,  so  that  as  amended  the  resolu¬ 
tion  shall  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  gasoline  storage  capacity  shall  be 
restricted  to  three  tanks,  not  exceeding  550  gallons 
capacity  each,  which  shall  be  located  substantially  in 
the  center  of  the  vacant  area  of  the  plot;  that  the  gaso¬ 
line  pumps  shall  not  be  installed  within  10  ft.  of  the 
building  line;  that  there  shall  be  erected  on  the  build¬ 
ing  line  an  ornamental  iron  railing  not  less  than  6  ft. 
in  height  with  not  more  than  one  vehicular  opening 
therein,  not  exceeding  10  ft.  in  width  in  the  clear,  with 
a  curb  cut  located  directly  in  front  of  same;  that  the 
conduct  and  operation  of  the  gas  service  shall  be  con¬ 
fined  to  and  maintained  within  the  property  lines,  and 
that  all  permits  required  shall  be  obtained  within  ninety 
days  and  any  work  involved  shall  be  completed  within 
six  months  from  the  date  of  this  action. 


695-29-BZ. 


APPLICANT — Austin  W.  Magee,  for  Louis  Curcio,  les¬ 
see. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 


PREMISES  AFFECTED — Southwest  corner  of  Wilkin¬ 
son  avenue  and  Westchester  avenue  (Block  No 

ADDVAS^r/03,  36  and  38)>  Bor°ugh  of  The  Bronx. 
APPEARANCES — 

For  Applicant:  Austin  W.  Magee  and  Louis 
Curcio. 


ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 


THE  VOTE  TO  REOPEN— 


Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . "  "  ”  q 

Absent  . 0 


THE  RESOLUTION— 

(695-29-BZ) 

Whereas,  this .  application  affecting  premises  southwest 
corner  of  Wilkinson  avenue  and  Westchester  avenue 
(Block  No.  4235,  Lot  Nos.  36  and  38),  Borough  of  The 
Bronx,  was  granted  by  the  Board  October  7,  1930,  on  cer- 
*ain  condltlons>  time  extended  October  22,  1931,  April  8, 
irvj'il  aPd  September  23,  1932,  resolution  amended  March  27, 
1934,  time  extended  July  17,  1934  and  March  24,  1936,  and 
owner  now  requests  an  amendment  as  to  signs. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  October  7,  1930  as 
amended  September  23,  1932,  July  17,  1934  and  March’  24, 

C  ,,  y  s°  far  as  xt  relates  to  signs,  so  that  as  amended 

it  shall  read : 
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Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted,  for 
a  temporary  period  of  two  years  from  March  24,  1936, 
on  condition  that  a  concrete  curbing  not  less  than  12 
in.  in  height  shall  be  erected  along  the  Westchester 
avenue  and  Wilkinson  avenue  building  lines,  with  no 
opening  to  Wilkinson  avenue  and  two  openings  only  to 
Westchester  avenue  (with  no  portion  of  an  opening 
within  five  feet  of  the  corner)  each  opening  not  to  ex¬ 
ceed  25  ft.  in  width  with  curb  cuts  directly  in  front 
of  the  opening  not  more  than  30  ft.  in  width;  that  all 
gasoline  pumps  shall  be  located  10  ft.  back  of  the  build¬ 
ing  line ;  that  any  office  installed  on  the  premises  shall 
be  constructed  of  masonry  with  Spanish  tile  or  varie¬ 
gated  slate  roofing ;  that  the  office  shall  be  irregular  in 
shape,  approximately  34  ft.  on  one  leg  and  41  ft.  on 
the  opposite  leg;  that  there  may  be  constructed  and 
maintained  on  the  rear  of  this  plot  a  one-story  metal 
private  garage  in  addition  to  the  buildings  shown  on 
plans  filed  with  this  appeal  solely  for  the  storage  of 
the  owner’s  car;  that  there  shall  be  erected  on  the 
north  and  south  property  lines  a  lattice  fence  not  less 
than  8  ft.  in  height ;  that  all  advertising  signs  shall  be 
'rPP.  .  ed  illuminated  globes  of  the  pumps;  pro¬ 

hibiting  all  temporary  signs,  but  permitting  the  erection 
within  the  building  line  near  the  intersection  of  West¬ 
chester  and  Wilkinson  avenues  of  a  post  upright  to 
carry  a  sign  which  may  be  illuminated,  advertising  only 
the  brand  of  gasoline  on  sale,  provided  such  sign  does 
not  extend  more  than  five  feet  (5)  beyond  the  building 
that  there  shall  be  no  sale  of  gas  or  oil  outside  of 
the  building  line ;  that  any  grease  racks  installed  on  the 
premises  shall  be  housed  in  masonry  construction  of 
practically  the  same  design  as  the  office  and  showroom 
with  arched  openings  in  the  front  for  the  entrance  and 
exit  of  cars ;  that  all  permits  required  shall  be  ob¬ 
tained  and  any  work  involved  completed  within  ninety 
days. 


330-29-  BZ. 

APPLICANT— Lama  and  Proskauer,  for  Frederick 
Pnsco,  owner. 

SUBJECT— Application  for  reopening — amendment — re 
ARPj.catlon  (decision  of  the  superintendent  of 
buildings)  under  section  7f  of  the  building  zone 
resolution,  permitting  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district,  the 
erection  and  maintenance  of  a  gasoline  service 
station. 


BKHMiSES  AFFECTED-Southwest  corner  of  Kissena 
road  and  Vleigh  road  (Block  No.  2395,  Lot  No 
Flushinff.  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Irving  Proskauer. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 


THE 


THE 


VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

VOTE  TO  AMEND  RESOLUTION— . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 


4 

0 

0 


4 

0 

0 


THE  RESOLUTION— 

(330-29-BZ) 

Whereas,  this  application  affecting  premises  southwest 
corner  of  Kissena  road  and  Vleigh  road  (Block  No.  2395, 
Lot  No.  1),  blushing,  Borough  of  Queens,  was  granted 
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by  the  board  December  20,  1932,  under  section  7,  subdivision 
F,  on  certain  conditions ;  and 

Whereas,  the  owner  through  his  architect,  Alfred  A. 
Lama,  requested  an  extension  of  the  temporary  period  per¬ 
mitting  partly  in  a  business  district  and  partly  in  a  residence 
district  the  maintenance  of  a  gasoline  service  station ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  April  16,  1935 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  May  7,  1935,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Kissena  road  is  in  a  business 
district;  Vleigh  road  (70th  road)  is  in  a  residence  district; 
and  71st  avenue  is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  28,  1932  re  Plan  No.  N.  B.  2802/1932, 
reads : 

“The  erection  of  a  gasoline  service  station  in  a  busi¬ 
ness  district  and  residence  district  is  contrary  to  zone 
law;  not  further  examined.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  104.85  feet  on  Kissena  road  and  133.27 
feet  on  Vleigh  road ;  an  irregular  section  of  the  westerly 
portion  of  the  plot  extends  into  the  residence  district— the 
remainder  is  in  the  business  district ;  proposes  to  erect  on 
the  plot  a  one  story  office  20  feet  by  20  feet  in  area,  grease 
pits  and  the  necessary  tanks  and  pumps  for  a  gasoline  ser¬ 
vice  station ;  and 

Whereas,  this  application  was  granted  May  7,  1935,  and 
applicant  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  under  section 
7,  subdivision  f,  for  a  temporary  permit  for  two  (2)  years 
from  May  7,  1935,  for  the  use  of  the  premises  as  a  gaso¬ 
line  service  station,  on  condition  that  all  pumps  shall  be 
set  back  at  least  10  feet  from  the  street  line;  that  there 
shall  be  not  more  than  two  (2)  entrances  ‘to  gasoline  ser¬ 
vice  station  on  Kissena  road  and  not  more  than  one  (1) 
on  Vleigh  road,  each  entrance  to  be  not  more  than  12  feet 
wide,  and  in  the  event  that  curbing  is  installed  during  the 
term  of  this  temporary  permit,  that  openings  not  more  than 
14  feet  wide  shall  be  made  in  the  curb  opposite  these  en¬ 
trances  only;  that  any  buildings  for  accessory  use  shall  be 
limited  to  one  story  in  height,  located  substantially  as 
shown  on  plans  submitted,  approximately  at  the  rear  lot 
line,  and  to  be  of  the  size  and  in  accordance  with  the  ele¬ 
vations  appearing  on  the  drawings  submitted ;  that  there 
shall  be  no  advertising  signs  installed  except  the  usual  signs 
on  the  globes  of  the  gasoline  pumps  and  a  flat  sign  on  the 
facade  of  the  building;  that  no  portable  gasoline  pumps 
shall  be  used  on  or  from  the  property ;  that  in  the  event 
the  owner  desires  to  enclose  any  greasing  pits  erected  on 
the  plot  in  a  structure,  not  exceeding  one  story  in  height, 
as  indicated  on  plan  marked  “ Received  June  16,  1936”, 
such  extension  of  the  accessory  building  may  be  permit¬ 
ted  on  condition  that  there  shall  be  no  excavation  other 
than  for  greasing  pits  and  that  the  front  portion  of  the 
building  shall  remain  open  to  the  air  without  doors;  that 
the  ceiling  shall  be  fire  retarded  in  accordance  with  the 
rules  of  the  Board  of  Standards  and  Appeals;  that  such 
building  shall  be  constructed  of  fireproof  materials  except 
that  tlie  roof  beams  and  roof  boarding,  exterior  frames 
and  sash  may  be  of  wood;  that  no  signs  shall  be  erected 
on  the  roof  or  walls  of  the  building  other  than  a  fixed 
permanent  sign  on  the  front  thereof  indicating  its  use  and 
that  no  open  grease  pit  not  contained  within  such  building 
shall  be  maintained. 


816-24-BZ. 

APPLICANT— Ben  Schlanger,  for  National  Council  of 
Congregational  Churches,  owner. 

SUBJECT— Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  7a  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  alteration,  extension  and  change  of  occupancy 
of  a  building  now  occupied  as  a  public  market  and 
stores  (granted  by  the  board  October  3,  1924),  to 
its  original  occupancy  of  motion  picture  theatre 
and  stores. 

PREMISES  AFFECTED— 799-805  Washington  avenue, 
southeast  corner  of  Lincoln  place  (Block  No.  1180, 
Lot  No.  6),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Ben  Schlanger. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(816-24-BZ) 


Whereas,  Eugene  De  Rosa,  for  Nat’l  Council  of  Con¬ 
gregational  Churches,  owner,  filed,  June  18,  1924,  granted 
on  certain  conditions  October  3,  1924,  for  a  public  market; 
reopened  July  17,  1934,  on  an  application  under  the  building 
zone  resolution  to  permit  in  a  residence  district  the  altera¬ 
tion,  extension  and  change  of  occupancy  of  a  building  now 
occupied  as  a  public  market  and  stores,  to  its  original  oc¬ 
cupancy  of  motion  picture  theatre  with  the  additions  of 
stores;  premises:  799-805  Washington  avenue,  southeast 
corner  of  Lincoln  place  (Block  No.  1180,  Lot  No.  6),  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  8,  1935,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Washington  avenue  is  in 
residence  and  business  districts ;  Lincoln  place  is  in  resi¬ 
dence  and  business  districts  and  Eastern  Parkway  is  in  a 
residence  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  9,  1934,  re  App.  No.  13132-1934,  reads: 

“1.  The  proposed  change  of  occupancy  accompanied 
by  a  structural  alteration  of  this  building  in  a  residen¬ 
tial  district  from  the  store  and  market  use  originally 
granted  by  the  Board  of  Appeals  under  Cal.  816-24-BZ 
to  a  use  as  stores  and  motion  picture  theatre  is  con¬ 
trary  to  the  building  zone  resolution,  art.  II,  sec.  6.”; 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  91  ft.  3  in.  on  Wash¬ 
ington  avenue  and  130  ft.  3  in.  on  Lincoln  place — upon 
which  is  located  a  one-story,  non-fireproof  structure,  91  ft. 
3  in.  by  approximately  122  ft.  (along  Lincoln  place)  in  area 
— occupied  as  a  public  market  and  also  stores.  It  is  pro¬ 
posed  to  erect  at  the  east  end  of  the  structure  a  one-story 
addition  8  ft.  by  27  ft.  in  area  and  to  occupy  the  structure 
as  a  motion  picture  theatre  (560  seating  capacity)  and  as 
stores;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  7,  subd.  (a)  of  the 
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building  zone  resolution,  and  was,  therefore,  entitled  to 
relief ;  and 

Whereas,  this  application  was  granted  January  8,  1935, 
on  certain  conditions  and  owner  requested  an  amendment 
of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  January 
8,  1935,  as  amended  by  resolutions  of  July  16,  1935  and 
March  10,  1936,  only  so  far  as  it  has  reference  to  marquee, 
so  that  as  amended  the  resolution  shall  read  : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  an  application  in  the  use  district 
regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  7  (a),  permitting  the  existing  building  to  be  al¬ 
tered,  as  indicated  on  plans  filed  with  this  application, 
as  modified  by  plans  marked  received  July  6,  1935,  for 
use  as  stores  and  motion  picture  theatre,  on  condition 
that  the  building  shall  be  made  to  comply  with  all  laws 
applicable  thereto  and  shall  not  be  extended  in  height 
nor  in  area,  except  for  the  extension  indicated  for  plat¬ 
form  on  property  line  to  east ;  that  any  marquee  erected 
over  the  theatre  entrance  shall  not  project  beyond  the 
building  line  tnore  than  10  ft.;  that  there  shall  be  no 
openings  from  this  building  facing  toward  the  south 
and  that  there  shall  be  no  openings  in  the  roof,  other 
than  as  may  be  necessary  for  legal  required  ventilation, 
exhaust  from  which  shall  be  toward  Lincoln  place  and 
the  required  exit  from  the  operator’s  booth  to  the  roof ; 
that  there  shall  be  no  business  exit  or  entrance  on  Lin¬ 
coln  place  other  than  the  required  theatre  emergency 
exits  and  entrances ;  that  any  windows  that  may  be 
installed  along  Lincoln  place  shall  be  not  over  4  ft.  in 
width  and  with  sills  not  less  than  5  ft.  above  the  side¬ 
walk  ;  that  the  exterior  of  the  building  shall  remain 
substantially  as  at  present,  except  for  necessary  repairs  ; 
that  there  shall  be  no  advertising  signs  or  display  on 
either  street  front  of  the  structure,  other  than  on  the 
glass  of  the  street  show7  windows  and  not  over  one  ver¬ 
tical  illuminated  sign  over  the  theatre  marquee,  which 
shall  not  extend  above  the  cornice  of  the  building; 
that  the  southerly  and  easterly  gable  walls  shall  be 
maintained  unpierced  throughout  their  entire  length 
and  height ;  that  an  approval  of  site  shall  be  obtained 
from  the  Commissioner  of  Licenses  before  any  altera¬ 
tion  work  shall  be  commenced  ;  that  the  restrictions  as 
to  use  and  occupancy  of  the  stores  as  provided  for 
under  article  2,  section  4,  subdivision  11  of  the  building 
zone  resolution  shall  at  all  times  be  maintained  and  at 
no  time  shall  the  stores  be  occupied  for  sale  of  delica¬ 
tessen,  or  for  a  fish  market  or  bakery  in  which  bake 
ovens  are  maintained ;  that  all  work  shall  be  completed 
within  one  year  from  March  10,  1936. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
13 1-36- A. 

APPLICANT — Edward  Cannon,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 878-888  Coney  Island  avenue, 
west  side,  200  ft.  6)4  in.  south  of  Ditmas  avenue 
(Block  No.  5403,  Lot  Nos.  21  and  24),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  H.  Brodsky. 

ACTION  OF  BOARD — Placed  on  Reserve  Calendar 
pending  review  by  the  Court  on  the  Cameron  case 
(Cal.  No.  1-36-A). 


137-36-A. 

APPLICANT — 115  West  45th  Street  Corporation,  owner. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 


PREMISES  AFFECTED — 115-117  West  45th  street,  north 
side,  180  ft.  west  of  Sixth  avenue;  3rd  and  4th 
floors  (Block  No.  998,  Lot  No.  24),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  James  F.  Bernson. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1936,  at  2 
p.m.,  for  report  of  committee  on  inspection. 

79-36-A. 

APPLICANT — Isidor  Herman,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1043-1053  Winthrop  street  and 
177-187  East  93rd  street,  northeast  corner  (Block 
No.  4612,  Lot  No.  43),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  H.  Brodsky. 

ACTION  OF  BOARD - Placed  on  Reserve  Calendar 

pending  review  by  the  Court  on  the  Cameron  case 
(Cal.  No.  1-36-A). 


161-36-A. 

APPLICANT — Stern  Bros.,  lessees. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings  and  the  Board  of  Buildings. 

PREMISES  AFFECTED — 31-45  West  42nd  street,  north 
side,  208  ft.  east  of  Sixth  avenue,  36-68  West  43rd 
street  and  1110-1116  Sixth  avenue,  southeast  corner 
(Block  No.  1258,  Lot  No.  9),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  Gilbert  Lazerus,  Herbert  C.  Bow¬ 
man,  Mr.  Zegers  and  Mr.  Bauerband. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1936,  at  2 
p.m.,  for  representative  of  Building  Department 
to  be  present  at  hearing. 


182-36- A. 

APPLICANT — Monte  Verde  Society. 

SUBJECT — Appeal  from  decision  of  the  fire  commissioner 
for  a  Permit  for  the  display  of  fireworks. 
PREMISES  AFFECTED— Pleasant  Bay  Park,  Ferris 
Landing,  approximately  100  ft.  from  the  water¬ 
front,  Unionport,  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Thomas  Virciglio. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


304-35-A. 

APPLICANT — Lithuanian  Coal  Co.,  owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner  relative  to  Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant  :  John  Klashbus. 

For  Administration:  Inspector  Hille,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 
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Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(304-35-A) 

Whereas,  the  Lithuanian  Coal  Co.,  applicant  and  owner, 
filed  on  October  31,  1936,  an  appeal  from  an  order  of  the 
fire  commissioner  affecting  the  use  of  a  truck  for  the  trans¬ 
portation  of  fuel  oil ;  and 

Whereas,  the  order  of  the  fire  commissioner  No.  7749- 
LC,  dated  October  28,  1935,  reads  as  follows : 

“A.  Chassis  exceeds  the  minimum  allowable  weight. 
Sect.  17. 

B.  No  inside  emergency  valves  provided  as  required 
by  section  10.” 

and 

Whereas,  the  applicant  contends  that  the  truck  has  a 
capacity  of  750  gallons  of  fuel  oil;  that  Nos.  1,  2,  3  and  4 
oils  are  transported ;  that  the  present  valves  are  sufficient 
for  safety  and  the  truck  was  purchased  prior  to  the  enact¬ 
ment  of  the  fire  commissioner’s  rules  and  has  not  been 
fully  paid  for ;  that  if  compelled  to  discontinue  the  opera¬ 
tion  of  this  truck  it  would  be  forced  out  of  business  and 
respectfully  requests  a  variation  so  as  to  be  relieved  of 
the  unnecessary  hardship  which  would  be  suffered  if  it 
had  to  comply  with  the  law  ;  and 

Whereas,  the  matter  of  item  A  has  been  acted  on  by  the 
fire  department. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
7749-LC  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted,  permitting  the  continuation  of 
existing  emergency  valves  on  condition  and  so  long  as  they 
are  maintained  in  good  workable  condition  and  that  in  the 
event  the  department  determines  after  one  year’s  time  that 
these  valves  are  not  in  proper  operating  condition,  emerg¬ 
ency  valves  as  required  by  section  10  of  the  rules  shall  be 
installed. 


133-36-A. 

APPLICANT — Nathaniel  M.  Gallin,  for  Gallin  Realty 
Co.,  Inc.,  et  al.  neighboring  property  owners ; 
Powell  Garage  Co.,  Inc.,  owner  of  premises  under 
appeal. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings  and  decisions  of  the  Board  of  Build¬ 
ings. 

PREMISES  AFFECTED — -2038  Bedford  avenue,  south¬ 
west  corner  of  Clarkson  avenue  (Block  No.  5064, 
Lot  No.  57),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Nathaniel  M.  Gallin. 

For  Opposition:  Abraham  Shlefstein  and  Frank 
M.  Powell. 

ACTION  OF  BOARD — Appeal  granted  and  permit  re¬ 
voked. 

THE  VOTE  TO  REVOKE  PERMIT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  0 


THE  RESOLUTION— 

(133-36-A) 

Whereas,  Nathaniel  M.  Gallin  Realty  Co.,  Inc.,  Clark¬ 
son  Holding  Corp.,  L.  H.  N.  Realty  Co.,  Inc.,  and  others, 
adjoining  owners,  filed  on  May  11,  1936,  an  appeal  from 
a  decision  of  the  Board  of  Buildings  dated  April  30,  1936, 
a  decision  of  the  Board  of  Buildings  dated  October  17, 
1935  and  the  action  of  the  Commissioner  of  Buildings  in 
accepting  the  decision  of  the  Board  of  Buildings  dated 
October  17,  1935  and  approving  Permit  No.  10508  on  De- 
cember  5,  1935.  Application  is  made  for  the  revocation  of 
said  Permit  No.  10508,  affecting  premises  2038  Bedford 
Avenue,  s°uthwes*  corner  of  Clarkson  Avenue  (Block  No. 
5064,  Lot  No.  57),  Borough  of  Brooklyn;  and 


Whereas,  the  decision  of  the  Board  of  Buildings  dated 
October  17,  1935,  reads  as  follows : 

Board  of  Buildings 
Appeal  from  Administrative  Order 

October  17,  1935. 

APPELLANT — Sidney  H.  Kitzler,  Registered  Archi¬ 
tect,  289  Empire  Boulevard,  Brooklyn,  N.  Y. 

SUBJECT — Appeal  from  order  and  decision  of  the 
Commissioner  of  Buildings;  Department  of 
Buildings,  Borough  of  Brooklyn. 

PREMISES  AFFECTED — 2038  Bedford  Avenue, 
southwest  corner  Clarkson  Avenue,  Alteration 
Application  No.  9179/35. 

APPEARANCES — Sidney  H.  Kitzler  and  Frank 
Powell. 

ACTION  OF  THE  BOARD — Appeal  granted. 

THE  VOTE  TO  GRANT — Affirmative: 

Chairman  Fassler,  Commissioners  Neville, 


Keller,  Langworthy  .  4 

Negative : 

Commissioner  Thatcher  .  1 

THE  RESOLUTION— 


Whereas,  on  October  11,  1935,  Sidney  H.  Kitzler, 
Architect,  acting  for  the  owner,  filed  an  appeal  from 
the  order  and  decision  of  the  Commissioner  of  Build¬ 
ings,  Department  of  Buildings,  Borough  of  Brooklyn; 
said  order  reads  as  follows : 

“Change  of  portion  of  this  building  from  public 
garage  for  more  than  five  motor  vehicles  to  a 
gasoline  service  station  contrary  to  article  2,  para¬ 
graph  6  of  the  Building  Zone  Resolution.” 

and 

Whereas,  the  premises  in  question  is  located  in  a 
residence  district,  consisting  of  a  one-story  brick  pub¬ 
lic  garage  and  gasoline  selling  station,  occupying  a 
corner  plot  of  ground  approximately  160  feet  on  Bed¬ 
ford  avenue  and  140  feet  on  Clarkson  avenue;  that 
portion  of  the  lot  measuring  140  feet  on  Clarkson  ave¬ 
nue  and  a  depth  of  40  feet  on  Bedford  avenue,  and  on 
the  west  lot  line  consist  of  an  open  space  used  for  the 
purpose  of  servicing  automobiles.  The  balance  of  the 
property  is  to  be  occupied  by  the  garage.  It  is  pro¬ 
posed  under  Alteration  Application  No.  9179/35  on  file 
in  the  Department  of  Buildings,  Borough  of  Brooklyn, 
to  reduce  the  size  of  the  garaee  as  indicated  on  the 
plans  and  use  the  additional  open  space  thus  created 
for  the  servicing  of  automobiles.  The  garage  and  open 
service  area  has  been  in  existence  since  1911;  and 
Whereas,  a  letter  directed  to  Mr.  Kitzler  from  the 
Fire  Department  reads  as  follows: 

“Dear  Sir:  As  requested  we  herewith  submit 
information  taken  from  the  files  of  the  Fire  De¬ 
partment  affecting  premises  2038  Bedford  avenue, 
southwest  corner  Clarkson  avenue,  Borough  of 
Brooklyn. 

The  first  record  in  this  folder  is  dated  September 
20,  1912  and  shows  these  premises  to  be  occupied 
as  a  public  garage  for  the  storage  of  480  gallons 
of  gasoline. 

On  November  12,  1913  permit  XXXV18  expiring 
September  20,  1914  was  issued  for  a  public  garage 
and  480  gallons  of  gasoline. 

On  December  11,  1915  permit  2217  expiring  Sep¬ 
tember  20,  1916  issued  for  a  public  garage  and  for 
the  storage  of  1000  gallons  of  gasoline,  100  auto¬ 
mobiles,  100  gallons  of  lubricating  oils  and  50  gal¬ 
lons  of  kerosene.  We  also  issued  permits  in  1916, 
1917,  1918,  1919. 

On  March  11,  1921  plan  48-21  was  approved  for 
the  installation  of  an  oil  separator  and  the  prem¬ 
ises  are  described  as  beginning  at  a  point  on  the 
west  side  of  Bedford  avenue  0  inches  distant  from 
the  corner  formed  by  the  intersection  of  Bedford 
avenue  and  Clarkson  street,  running  thence  south¬ 
erly  160  feet  0  inches ;  thence  westerly  65  feet  3 
inches;  thence  northerly  160  feet  0  inches;  thence 
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easterly  64  feet  10^  inches  to  the  point  or  place  of 
beginning  being  designated  on  the  map  as  Block 
No.  5064,  Lot  No.  57. 

On  August  20,  1921  plan  1010-21  was  approved 
for  gasoline  tank  and  pump  system,  three  550  galllon 
gasoline  tanks.  Ihe  land  and  premises  referred 
to  as  beginning  at  a  point  on  the  south  side  of 
Clarkson  street  0  feet  distant  west  from  the  cor- 
formed  by  the  intersection  of  Bedford  avenue 
and  Clarkson  street,  running  thence  south  160 
feet;  thence  west  100  feet,  south  40  feet;  thence 
west  40  feet,  north  200  feet;  thence  east  140  feet; 
to  the  point  or  place  of  beginning. 

On  February  27,  1923  permit  S6654  expiring  Sep¬ 
tember  20,  1923  issued  for  a  garage,  2650  gallons 
of  gasoline,  90  automobiles,  150  gallons  of  lubri¬ 
cating  oil,  30  gallons  of  kerosene. 

The  last  permit  issued  by  this  department  No 
589150  expiring  September  20,  1936  authorizing  the 
storage  of  1650  gallons  of  gasoline,  90  automobiles, 
150  gallons  of  lubricating  oil  and  50  gallons  of 
kerosene  oil”; 


Whereas,  in  view  of  the  continued  use  and  let¬ 
ter  on  file  from  the  Fire  Department,  it  is  the  consen¬ 
su5  of  opinion  of  the  board  that  the  proposed  altera¬ 
tion  is  in  conformity  with  the  provisions  of  article  2, 
section  6  of  the  Building  Zone  Resolution  of  the  City 
of  New  York;  and 

Whereas,  it  is  the  consensus  of  the  opinion  of  the 
board  that  the  spirit  of  the  law  is  observed,  public 
safety  secured  and  substantial  justice  done. 

Resolved,  that  the  order  and  decision  of  the  Com¬ 
missioner  of  Buildings,  Department  of  Buildings,  Bor¬ 
ough  of  Brooklyn,  be  and  hereby  is  modified  and  the 
appeal  be  and  it  hereby  is  granted.” 


Whereas,  the  decision  of  the  Board  of  Buildings,  dated 
April  30,  1936,  reads  as  follows : 

Board  of  Buildings 

Application  for  Revocation  of  a  Resolution 
Adopted  by  the  Board 


a  nnrr  a  t  April  30,  1936. 

APPELANT — Isaac  Cohen,  Counselor  at  Law  21 
East  40th  street,  New  York  City. 

SUBJECT — Request  for  revocation  of  a  resolution 
granted  by  the  Board  of  Buildings  on  October 
17,  1935. 

PREMISES  AFFECTED — 2038  Bedford  avenue,  Bor- 
*  taa-a  ough  of  Brooklyn — Alteration  No.  9179/35. 

APPEARANCES — Isaac  Cohen  and  Nathaniel  M.  Gal- 
lin. 


ACTION  OF  THE  BOARD — Request  for  revocation 
denied. 

THE  VOTE  TO  DENY — Affirmative  : 

Chairman  Fassler,  Commissioners  Reville,  Kel¬ 
ler,  Thatcher  and  Langworthy .  5 

Negative : 

None. 

THE  RESOLUTION— 

•  ^^EREAS>.on  April  28,  1936,  Isaac  Cohen,  represent- 
rng  the  Gallin  Realty  Co.,  Inc.,  owner  of  premises  85 
Clarkson  avenue  (immediately  opposite  the  building 
in  question;  L.  H.  N.  Realty  Co.,  Inc.,  owner  of  prem¬ 
ises  49  Clarkson  avenue;  Clarkson  Holding  Corp 
owner  of  premises  60  Clarkson  avenue,  filed  an  ap¬ 
peal  with  the  Board  of  Buildings  requesting  a  revoca- 
|‘oni°fpthe  resolution  adopted  by  the  board  on  October 
1  / ,  1935  in  relation  to  premises  2038  Bedford  avenue 
Borough  of  Brooklyn;  and 

Whereas,  after  discussion  of  a  brief  filed  with  this 
appeal  and  a  review  of  the  action  taken  by  the  board 
on  October  17  it  was  the  opinion  of  the  board  that  the 
action  taken  on  that  date  was  in  full  conformity  with 
the  provisions  of  section  6  of  the  Building  Zone  Reso¬ 
lution  of  the  City  of  New  York. 


r^s0.lvJ^>  Biat  the  resolution  adopted  by  the  Board 
of  Buddmgs  on  October  17,  1935  be  and  it  hereby  is 
affirmed  and  the  request  for  revocation  of  the  resolu¬ 
tion  adopted  by  the  board  on  that  date  be  and  hereby 
is  denied. 

and 

Whereas,  the  decision  of  the  Commissioner  of  Buildings 
upon  which  the  above  actions  of  the  Board  of  Buildings 
were  predicated  is  dated  October  8,  1935,  and  reads  as 
follows : 

A  Change  of  portion  of  this  building  from  public 
garage  for  more  than  five  motor  vehicles  to  a  gaso- 
line  service  station  is  contrary  to  article  2,  section  6 
of  the  Building  Zone  Resolution.” 

and 

xt -7 r,E f n o r ^ 6 r m ^  ^°'  10508,  issued  on  Alteration  App. 

.  °-  91/9-1935,  was  approved  by  the  Commissioner  of  Build¬ 
ings  on  December  5,  1935 ;  and 

Whereas  the  applicant  herein  proposes  that  the  Board 
ot  Standards  and  Appeals  revoke  said  permit;  and 

Whereas,  the  premises  consist  of  a  plot  fronting  139 
feet  11  inches  on  Clarkson  avenue  and  160  feet  on  Bedford 
avenue  with  a  depth  of  200  feet  southerly  from  Clarkson 
avenue  at  the  rear  and  a  depth  of  140  feet  westerly  from 
Bedford  avenue,  upon  which  was  erected  in  1911  a  public 
garage  fronting  120  feet  on  Bedford  avenue  and  64  feet 
10  inches  on  Clarkson  avenue  with  a  40-foot  open  area  on 
Clarkson  avenue  running  parallel  to  the  southerly  line  of 
Clarkson  avenue ;  and  said  building  was  subsequently  al¬ 
tered  and  enlarged ;  and 

Whereas,  the  applicant  contends  that  the  interpretation 
ot  the  Building  Zone  Resolution  is  reserved  exclusively  to 
the  Commissioner  of  Buildings;  that  the  Commissioner  of 
Buildings  haying  reached  an  interpretation,  no  one  has  a 
right  to  set  it  aside  except  the  Board  of  Standards  and 
Appeals;  that  the  power  to  vary  the  Building  Zone  Reso¬ 
lution  is  exclusively  reserved  to  the  Board  of  Standards 
and  Appeals  under  section  718A  of  the  Greater  New  York 
Charter ;  that  no  application  for  a  variation  under  the  pro¬ 
visions  of  the  Building  Zone  Resolution  can  be  made  un¬ 
less  the  neighboring  owners  are  notified  and  afforded  an 
opportunity  to  protest;  that  the  jurisdiction  of  the  Board 
of  Buildings  is  limited  to  cases  where  practical  difficulty  is 
shown  and  the  Board  of  Buildings  has  no  powers  other 
than  those  specifically  granted  by  the  Greater  New  York 
Charter;  that  there  is  nothing  in  chapter  764  of  the  Laws 
of  1933,  which  created  the  Board  of  Buildings,  which  gives 
it  the  povver  to  review  a  determination  of  the  Commissioner 
of  Buildings,  which  declares  the  existence  or  threatened 
violation  of  the  Building  Zone  Resolution;  that  the  Board 
of  Buildings  has  not  been  given  powers  beyond  those  de¬ 
volved  upon  the  various  Superintendents  of  Buildings 
under  section  411  of  the  Greater  New  York  Charter  prior 
to  enactment  of  chapter  764  of  the  Laws  of  1933 ;  that  the 
Commissioner  of  Buildings  having  accepted  the  decision 
of  the  Board  of  Buildings  dated  October  17,  1935,  com¬ 
mitted  an  illegal  administrative  act  in  issuing  the  alteration 
permit. .  An  appeal  from  the  issuance  of  said  permit  and 
an  application  for  its  revocation  is  hereby  made  under  sec¬ 
tion  719  of  the  Charter;  that  this  appeal  is  taken  on  behalf 
of  taxpayers  and  persons  aggrieved  within  the  meaning  of 
section  719,  subdivision  2  of  the  Charter,  as  construed  in 
the  Matter  of  People  ex  rel  Broadway  and  91st  Street 
Realty  Co.  v.  Walsh,  203  App.  Div.  468,  196,  N.  Y.  Supp. 

6 72:  People  ex  rel  Walsh  v.  Kleinert,  200  App.  Div.  836- 
191  N.  Y.  Supp.  947 ;  that  by  the  improper  variance  of  the 
Building  Zone  Resolution  by  the  Board  of  Buildings  and 
the  illegal  administrative  act  committed  by  the  Commis¬ 
sioner  of  Buildings  in  granting  the  alteration  permit,  ad¬ 
joining  and  neighboring  property  owners  have  been  and 
will  be  seriously  adversely  affected;  therefore,  they  are 
irreparably  damaged;  that  the  proposed  alteration  will  be 
the  first  step  towards  converting  the  high  class  residential 
neighborhood  into  a  business  zone;  that  a  variance  of  the 
Building  Zone  Resolution  has  been  accomplished  through 
the  media  of  an  agency  not  empowered  by  law  to  make 


757 


MINUTES 


such  a  variation;  the  proposed  change  would  be  a  source 
of  danger  to  the  health  of  persons  living  nearby.  The 
value  of  real  estate  for  residential  purposes  will  be  under¬ 
mined  and  the  equities  of  taxpayers  in  the  immediate  vi¬ 
cinity  will  be  dissipated.  Proposed  alteration  will  be  dan¬ 
gerous  to  pedestrians  and  as  a  consequence  a  serious  han¬ 
dicap  to  the  leasing  of  residential  property.  Numerous 
tenants  have  already  signified  their  intentions  of  not  re¬ 
newing  their  leases  due  to  the  proposed  altered  condition  of 
the  neighborhood ;  and 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  which  inspection  was 
made  and  report  of  same  read  at  hearing; 

REPORT  OF  COMMITTEE 
Cal.  No.  133-36-A 

Premises:  2038  Bedford  avenue,  southwest  corner  of 
Clarkson  avenue,  Borough  of  Brooklyn. 

This  is  an  appeal  for  revocation  of  Permit  No.  10508 
of  1935,  issued  by  the  Commissioner  of  Buildings  of 
Brooklyn  (contrary  to  his  previous  denial  of  appli¬ 
cation  for  a  similar  permit  and  contrary  to  his  dis¬ 
senting  vote  as  a  member  of  the  Board  of  Buildings 
in  regard  to  such  application),  pursuant  to  action  of 
the  Board  of  Buildings  of  October  17,  1935,  interpret¬ 
ing  section  6  of  the  Building  Zone  Resolution  as  per¬ 
mitting  the  proposed  alteration  and  partial  substitu¬ 
tion  of  another  prohibited  use.  This  appeal  also  is 
from  the  decision  of  the  Board  of  Buildings  of  April 
30,  1936,  refusing  revocation  of  its  said  action  of  Oc¬ 
tober  17,  1935. 

The  Board  of  Buildings  was  established  primarily 
to  provide  for  uniformity  of  administration  by  the 
Commissioners  of  Buildings  for  the  five  boroughs. 
Whether  an  individual  commissioner  is  bound  by  the 
decision  of  the  Board  of  Buildings  in  an  interpreta¬ 
tion  of  the  application  of  the  Zoning  Resolution  con¬ 
trary  to  his  own  decision  and  through  an  appeal  to  the 
Board  of  Buildings  by  a  property  owner  to  set  aside 
such  interpretation  and  decision,  would  be  a  question 
for  the  courts  to  decide.  But,  since  any  person  ag¬ 
grieved  may  appeal  to  the  Board  of  Standards  and 
Appeals  from  any  decision  of  the  Commissioner  of 
Buildings  and  also  from  any  decision  of  the  Board  of 
Buildings,  the  appellant  here  has  taken  the  proper  legal 
procedure  in  asking  this  board  to  revoke  the  permit.  A 
subpoena  duces  tecum,  directing  the  chairman  of  the 
Board  of  Building  to  bring  before  this  board,  among 
other  things,  complete  stenographic  minutes  of  the 
hearing  before  the  Board  of  Buildings  on  October  17, 
1935,  under  its  calendar  number  A365/1935,  affecting 
the  premises  under  appeal  here,  brought  out  the  fact 
that  no  such  minutes  were  taken.  There  is  therefore 
no  way  of  determining  how  the  Board  of  Buildings 
reached  the  conclusion  that  it  had  the  power  to  over¬ 
rule  the  decision  and  interpretation  of  the  Commis¬ 
sioner  of  Buildings  of  Brooklyn  and  to  order  issuance 
of  the  alteration  permit  sought.  The  alteration  permit 
permits  setting  back  part  of  the  wall  of  the  garage  on 
the  Bedford  avenue  frontage,  in  a  residence  use  dis¬ 
trict,  and  substituting  in  part  another  prohibited  use, 
namely,  a  gasoline  service  station,  with  curb  cuts  and 
carriageways  across  the  sidewalk  for  entrance  thereto 
not  previously  existing. 

The  garage  building  erected  prior  to  enactment  of 
the  Zoning  Resolution  was  set  back  40  feet  from  the 
Clarkson  Avenue  frontage,  evidently  in  compliance 
with  a  private  covenant  in  the  deed  to  the  premises  re¬ 
quiring  that  no  building  be  erected  nearer  than  40  feet 
to  Clarkson  avenue.  The  Board  of  Standards  and 
Appeals  is  not  concerned  with  this  private  restriction, 
but  only  with  the  application  of  the  zoning  regula¬ 
tions.  It  would  appear  that,  under  guise  of  an  altera¬ 
tion  on  the  Bedford  avenue  frontage,  what  is  sought 
to  be  accomplished  is  an  extension  of  the  gasoline  ser¬ 
vice  station  installed  in  this  40-foot  court  yard  under 
alteration  application  No.  1010  of  1921.  On  Septem¬ 


ber  12,  1921,  the  Fire  Department  records  disclose 
that  one  of  its  inspectors  reported  as  follows,  regard¬ 
ing  the  protest  of  J.  Charles  Lueze,  an  attorney,  against 
the  use  of  the  said  court  yard  for  a  gasoline  selling 
station : 

“There  is  no  violation  of  the  Building  Code  or 
the  Zoning  Laws  as  the  premises  have  been  used 
as  a  public  garage  with  gasoline  storage  since 
1912,  and  as  both  Bedford  avenue  and  Clarkson 
street  are  business  districts,  and  that  this  installa¬ 
tion  is  only  an  extension  of  the  business,  no  Cer¬ 
tificate  of  Occupancy  is  necessary  and  in  my  opin¬ 
ion,  there  is  no  cause  for  complaint.” 

There  are  several  errors  in  this  report,  as  follows : 
(1)  The  premises — the  40-foot  court  yard — had  not 
been  used  as  a  public  garage  with  gasoline  storage 
since  1912;  (2)  Bedford  avenue  and  Clarkson  street 
were  not  “business  streets”  but,  to  the  contrary,  long 
before  1921,  both  were  zoned  for  residence  use  and 
still  are;  (3)  “no  certificate  of  occupancy  is  neces¬ 
sary”  is  contrary  to  section  21  of  the  original  zoning 
resolution,  which  provided :  “It  shall  be  unlawful  to 
use  or  permit  the  use  of  any  building  or  premises  or 
part  thereof  hereafter  created,  erected,  changed  or 
converted  wholly  or  partly  in  its  use  or  structure,  until 
a  certificate  of  occupancy  that  .  .  .  the  proposed  use 
thereof  conform  to  the  provisions  of  this  zoning  reso¬ 
lution  shall  have  been  issued  by  the  superintendent 
of  buildings,  etc.”  This  section  is  now  known  as  sec¬ 
tion  22  of  the  Zoning  Resolution. 

In  the  opinion  of  this  committee,  the  extension  in 
1921  of  the  accessory  garage  use  into  the  40-foot  court 
yard  in  a  residence  district  was  contrary  to  the  ex¬ 
plicit  provisions  of  section  6,  which  provisions  are  set 
forth  with  great  exactitude  and  detail  and  nowhere 
provide  for  the  extension  of  the  dimensions  of  the 
plot  area  covered  by  the  prohibited  use  or  the  sub¬ 
stituted  prohibited  use.  Mr.  Lueze  should  have  taken 
an  appeal  in  1921  to  the  Board  of  Appeals.  The  only 
provision  in  the  Zoning  Resolution  for  extension  in 
area  of  a  nonconforming  business  is  under  section  7-a, 
7-e,  and  under  21  on  the  ground  of  hardship.  This  il¬ 
legal  use  of  the  court  yard  having  continued  for  about 
fifteen  years,  to  try  to  eliminate  it  now  would  undoubt¬ 
edly  raise  the  question  of  vested  rights,  and  moreover, 
the  appeal  here  is  not  directed  against  the  use  of  the 
40-foot  court  yard. 

Section  6  provides  that  where  a  prohibited  use  ex¬ 
ists,  it  may  be  changed  to  another  (one  other)  pro¬ 
hibited  use,  and  that  the  changed  use  may  thereafter 
be  similarly  changed.  Section  6  is  a  specification  of 
exactly  what  may  be  done  in  business  and  residence 
use  districts  with  existing  buildings  and  uses  that  did 
not  conform  with  those  use  districts  in  1916,  also  of  the 
limitations  as  to  what  may  not  be  done.  A  gasoline 
service  station  as  such  was  practically  unknown  in 
1916.  Gasoline  was  then  sold  in  garages  as  an  acces¬ 
sory  use.  Subsequently,  a  gasoline  service  station  be¬ 
came  a  distinct  use  and  in  1925  the  building  zone  reso¬ 
lution  was  amended  to  include  a  gasoline  service  station 
among  the  uses  prohibited  in  a  business  use  district. 
No  amendment  of  section  6,  however,  was  made  in 
1925,  nor  since,  including  a  gasoline  service  station 
among  the  prohibited  uses  which  might  be  substi¬ 
tuted  for  another  prohibited  use  as  provided  in  sec¬ 
tion  6  in  1916.  Furthermore,  section  6  nowhere  pro¬ 
vides  that  part  of  a  prohibited  use  may  be  changed 
into  another  prohibited  use,  so  that  where  one  pro¬ 
hibited  use  existed  in  1916  several  or  even  two  pro¬ 
hibited  uses  may  be  simultaneously  substituted  there¬ 
for.  To  illustrate,  if  a  whole  square  block  were  de¬ 
veloped  as  a  garage  and  its  accessory  uses  prior  to 
1916,  would  the  owner  be  allowed  to  take  down  the 
walls  of  the  garage  and  confine  the  garage  use  to  a 
small  corner  of  the  entire  plot,  with  a  capacity  for 
housing  ten  cars,  and  on  the  rest  of  the  area  from 
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which  the  garage  use  had  been  removed  erect  or  sub¬ 
stitute  as  many  of  the  prohibited  uses  listed  in  sec¬ 
tion  4-a  and  4-b  as  that  area  would  contain,  all  in  a 
residence  use  district  ?  Such  a  proposition  would  seem 
fantastic.  But  the  principle  is  the  same.  In  the  opin¬ 
ion  of  the  committee,  in  view  of  the  recent  decisions 
of  the  Court  of  Appeals  that  the  Zoning  Resolution 
must  be  construed  strictly  and  literally,  Alteration  Per¬ 
mit  No.  10508  of  1935  is  contrary  to  section  6  of  article 
II  of  the  Building  Zone  Resolution. 

This  is  not  an  appeal  to  review  a  zoning  variance. 
Only  the  Board  of  Standards  and  Appeals  has  power 
to  grant  a  zoning  variance  in  the  first  instance.  Neither 
is  this  an  appeal  for  a  zoning  variance.  If  it  were,  it 
would  be  the  duty  of  the  board  to  weigh  the  equities, 
and,  in  exercising  its  discretionary  power,  to  do  sub¬ 
stantial  justice  to  affected  property  owners. 

The  committee  recommends  that  the  board  grant 
this  appeal  revoking  Alteration  Permit  10508  of  1935 
as  contrary  to  section  6  of  article  II  of  the  Building 
Zone  Resolution.  The  Committee  inspected  the  site 
under  appeal  and  its  environs  on  May  28,  1936. 

(Sdg.)  HARRIS  H.  MURDOCK,  Chairman. 
Concurred  in  by: 

(Sgd.)  BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM 
PATRICK  WALSH 
and 

Whereas,  this  report  signed  by  all  members  of  the 
board  recommended  that  the  appeal  to  revoke  permit  be 
granted. 

Resolved,  that  the  decision  of  the  Board  of  Buildings, 
dated  April  30,  1936;  the  decision  of  the  Board  of  Build¬ 
ings  dated  October  17,  1935,  and  the  action  of  the  Com¬ 
missioner  of  Buildings  in  accepting  the  decision  of  the 
Board  of  Buildings  dated  October  17,  1935,  and  approving 
Permit  No.  10508  on  December  5,  1935,  be  and  they  hereby 
are  reversed,  and  the  appeal  be  and  it  hereby  is  granted, 
revoking  permit. 

149-36-A. 

APPLICANT — Samuel  Rosenblum,  for  Arbuckle  Broth¬ 
ers,  owners. 

SUBJECT — Appeal  from  orders  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 71-73  Water  street  and  17-21 
Old  Slip,  southeast  corner  (Block  No.  32,  Lot  No. 
14),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . 4 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION— 

(149-36-A) 

Whereas,  Samuel  Rosenblum,  applicant,  on  behalf  of 
Arbuckle  Bros.,  owner,  filed  on  May  22,  1936,  an  appeal 
from  orders  of  the  commissioner  of  buildings,  Manhattan, 
affecting  premises  71-73  Water  street,  17-21  Old  Slip, 
(Block  No.  32,  Lot  No.  14),  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  commissioner  of  buildings 
dated  April  23,  1936,  Order  No.  28274-F,  reads: 

“1.  Relocate  valve  of  hose  outlet  of  standpipe  sys¬ 
tem  so  that  the  wheel  controlling  same  is  within  6  ft. 
6  in.  of  stair  landing,  or  within  6  in.  6  ft.  of  steps  that 
are  within  2  ft.  of  the  standpipe  riser.  Section  580-1, 
Ch.  5  Code  of  Ordinances  and  rules  of  the  Board  of 
Standards  and  Appeals.” 
and 


Whereas,  the  order  of  the  commissioner  of  buildings 
dated  April  23,  1936,  Order  No.  28275-F,  reads : 

“1.  Provide  a  tank  on  roof  at  least  3,500  gallons 
capacity  for  the  standpipe  system,  said  tank  to  be  so 
elevated  that  the  bottom  will  be  not  less  than  20  ft. 
above  the  roof  level.  Section  580-1,  Ch.  5,  Code  of 
Ordinances  and  rules  of  the  Board  of  Standards  and 
Appeals.” 

and 

Whereas,  the  building  which  was  erected  in  1896  is  lo¬ 
cated  in  _an  unrestricted  use  district  and  is  fireproof,  7 
stories,  97  ft.  11  in.  in  height,  38  ft.  4)4  in.  x  85  ft.  2^4  in.  in 
area,  equipped  with  a  fire  escape  at  the  Water  street  front 
extending  from  top  story  to  second  story  by  60  degree 
stairs  and  drop  ladder  to  street  and  a  4  in.  standpipe  fed 
from  1,400  gallon  tank  12  ft.  above  the  top  outlet.  Hose 
valves  are  7  ft.  6  in.  above  floor  level.  The  building  is 
OCCUPIED  as  follows:  Cellar,  storage,  2nd  to  7th  floors, 
offices,  with  the  following  number  of  persons:  2nd,  11  per¬ 
sons;  3rd,  28  persons;  4th,  20  persons;  5th  floor,  13  per¬ 
sons;  6th  floor,  12  persons;  7th  floor,  3  persons;  and 

Whereas,  the  applicant  contends  that  the  building  is 
situated  on  two  street  fronts,  and  is  accessible  on  all  sides. 
The  building  is  only  97  ft.  11  in.  in  height  over  all  and  but 
83  ft.  11  in.  to  the  7th  story  level  and  therefore  easily 
accessible  to  the  Fire  Department  even  if  it  had  no  stand¬ 
pipe.  The  existing  4  in.  standpipe  is  in  operation  since  the 
erection  of  the  building  and  the  house  supply  line  could  be 
so  arranged  as  to  leave  a  steady  reserve  for  standpipe  use. 
The  occupancy  of  the  building  is  non-hazardous  and  lim¬ 
ited  to  a  small  number  of  persons;  there  is  a  fire  house 
directly  across  the  street  from  the  premises  in  question ; 
there  are  fire  extinguishers  distributed  throughout  each 
floor  of  the  building.  The  hose  outlets,  located  7  ft.  6  in. 
above  the  floor,  can  be  reached  by  most  people  that  would 
be  employed  ora  the  premises.  In  view  of  these  facts  a 
modification  of  the  orders  is  requested  so  that  existing 
conditions  may  be  accepted ;  and 

Whereas,  this  standpipe  system  was  voluntarily  installed 
in  1896  at  which  time  the  building  code  did  not  require  a 
stand  pipe  system  in  buildings  under  100  ft.  in  height. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings  No.  28275-F  be  and  it  hereby  is  modified,  and  the  ap¬ 
peal  be  and  it  hereby  is  granted  on  condition  that  the  house 
supply  line  shall  be  taken  from  the  outside  of  tank  above 
the  1,000-gallon  mark  and  that  the  filling  pumps  shall  be 
made  automatic ;  that  the  order  of  the  commissioner  of 
buildings  No.  28274-F  be  and  it  hereby  is  affirmed,  and  the 
appeal  as  to  this  order  be  and  it  hereby  is  denied;  and  that 
the  requirements  of  Rule  91  of  the  Standpipe  Fire-Line 
Rules  shall  be  complied  with  in  all  other  respects. 


152-36-A. 

APPLICANT — Hygrade  Food  Products  Corp.,  owner. 
SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 146  to  152  Broadway,  north 
side,  80  ft.  east  of  Bedford  avenue  (Block  No. 
2132,  Lot  Nos.  11,  12,  13,  36  and  37),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Clarence  A.  Tulhill. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(152-36-A) 

Whereas,  Hygrade  Food  Products  Corp.,  applicant  and 
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owner,  filed  on  May  11,  1936,  an  appeal  from  a  decision  of 
the  fire  commissioner  affecting  premises  146  to  152  Broad¬ 
way,  N.  S.  80  ft.  E.  of  Bedford  avenue  (Block  2132,  Lots 
11,  12,  13,  36  and  37),  Borough  of  Brooklyn,  and 

Whereas,  the  decision  of  the  fire  commissioner  dated 
April  13,  1936,  reads  as  follows : 

“With  reference  to  your  letter  of  March  25,  1936, 
in  which  you  ask  to  be  permitted  to  remove  your  con¬ 
densers  of  your  refrigeration  system  to  the  2nd  story 
of  the  building,  I  have  to  advise  that  such  permission 
will  not  be  granted  as  the  proposed  change  is  contrary 
to  the  refrigeration  regulations. 

Sec.  219-B  of  Chap.  10  of  the  Code  of  Ordinances 
prohibits  the  direct  system  of  refrigeration  above  the 
1st  story  of  your  building.  Your  request  for  a  change 
is  thereby  denied.” 

and 

Whereas,  the  building  in  question  (146  Broadway,  Lot 
11)  is  part  of  a  group  of  connected  buildings  fronting  80 
ft.  on  Broadway  and  60  ft.  on  South  8th  street,  occupied 
by  the  same  owner,  and  is  of  brick  construction,  4  stories, 
46  ft.  in  height,  20  ft.  by  100  ft.  in  area,  OCCUPIED,  cellar, 
engine  room,  4  persons;  1st  floor,  meat  storage,  no  persons; 
2nd  floor,  meat  storage,  no  persons ;  3rd  floor,  vacant ;  4th 
floor,  storage  of  machinery,  no  persons ;  and, 

Whereas,  it  is  proposed  to  remove  the  existing  3  ten  ton 
compressors  from  the  basement  to  the  second  story  and 
add  2  ten  ton  compressors,  total  5  compressors,  50  tons  of 
ammonia,  and 

Whereas,  the  applicant  contends  that  the  placing  of 
the  condensers  on  the  second  story  which  has  a  free  air 
space  surrounding  same  on  three  sides,  will  be  a  safer 
condition  than  at  present.  That  portion  of  the  2nd  floor 
housing  the  compressors  will  be  separated  from  the  balance 
of  the  floor  by  a  fire  wall  and  the  refrigerant  carried 
through  the  floor  of  second  story  to  the  present  coils  on 
the  ceiling  of  first  story. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  in  all  other  respects  the  refrig¬ 
erating  system  shall  comply  with  the  Code  of  Ordinances 
relative  thereto,  and  granted  only  so  long  as  the  existing 
occupancy  remains  substantially  unchanged. 


175-36- A. 

APPLICANT — Lewis  Braverman,  for  Nedick’s  Stores, 
Inc.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 60  Church  street  and  191  Ful¬ 
ton  street,  northwest  corner  (Block  No.  85,  Lot 
No.  17),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Lewis  Braverman. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(175-36-A) 

Whereas,  Lewis  Braveman,  applicant  for  Nedick’s 
Stores,  Inc.,  lessee,  filed  on  June  10,  1936,  an  appeal  from 
a  decision  of  the  fire  commissioner,  affecting  premises  60 
Church  street,  and  191  Fulton  street,  N.  W.  corner  (Block 
No.  85,  Lot  No.  17),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
June  5,  1936,  reads  as  follows: 

“Replying  to  your  favor  of  May  29,  1936,  we  are  re¬ 
turning  herewith  your  blue  print  affecting  Nedicks 


Company,  Church  and  Fulton  streets,  Manhattan,  with 
the  information  that  this  department  could  not  permit 
the  installation  as  outlined  in  your  communication,  as 
this  would  be  considered  direct  expansion,  a  violation 
of  section  219,  subdiv.  B  of  chapter  10,  Code  of  Ordi¬ 
nances.” 

and 

Whereas,  the  building,  which  is  under  construction,  is 
2  stories  (22  ft.  11  in.  in  height),  66  ft.  6  in.  by  10  ft.  9 
in.  in  area  on  the  first  story  and  56  ft.  by  10  ft.  9$4  in. 
above ;  and 

Whereas,  it  is  proposed  to  install  on  the  second  story 
two  refrigerating  machines  having  a  capacity  of  6  lbs.  of 
Methyl  Chloride  each  and  carry  the  refrigerant  by  in. 
copper  tubing  through  a  duct  to  the  first  floor,  where  it 
will  run  under  a  counter,  the  tubing  to  be  enclosed  on  the 
1st  story  in  Greenfield  to  protect  it  from  mechanical  in¬ 
jury;  all  fittings  will  be  streamlined-sweated  fittings  with 
400  degree  solder ;  and 

Whereas,  the  applicant  contends  that  the  building  has  no 
basement  and  due  to  its  small  area  and  limited  space  there 
is  no  other  place  to  install  the  refrigerating  machines  than 
that  proposed. 

Resolved,  that  the  decision  of  the  fire  commissioner  dated 
June  5,  1936,  be  and  it  hereby  is  modified  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
not  more  than  two  refrigerating  machines  shall  be  installed 
and  the  capacity  of  refrigerant  for  each  machine  shall  not 
exceed  six  pounds  of  approved  refrigerant ;  that  in  all 
other  respects  than  as  modified  herein,  the  Code  of  Ordi¬ 
nances  governing  the  installation  of  refrigeration  systems 
shall  be  complied  with. 

88-33-A. 

APPLICANT — Eugene  H.  Carroll,  lessee. 

SLIBJECT — Application  for  reopening — extension  of  time 
—re  Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — North  side  of  Second  avenue, 
2311.7  ft.  north  from  the  corner  of  Second  avenue 
and  36th  street  (Block  No.  662,  part  of  Lot  No. 
1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Eugene  H.  Carroll. 

ACTION  OF  BOARD — Appeal  reopened  and  time  ex¬ 
tended. 

THE  VOTE  Tp  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(88-33-A) 


Whereas,  this  appeal  affecting  premises  north  side  of 
2nd  avenue,  2311.7  ft.  north  from  the  corner  of  2nd  avenue 
and  36th  street  (Block  No.  662,  part  of  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn,  was  granted  by  the  board  June  6,  1933, 
on  certain  conditions,  time  extended  September  19,  1933, 
May  29,  1934,  and  November  27,  1934,  resolution  amended 
October  22,  1935,  and  lessee  now  requests  a  further  exten¬ 
sion  of  time. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
June  6,  1933,  as  amended  October  22,  1935,  be  and  it  hereby 
is  amended,  only  so  far  as  it  refers  to  the  last  clause 
thereof,  having  reference  to  the  completion  of  work,  so  that 
as  amended  this  portion  of  the  resolution  will  read: 

“That  all  permits  shall  be  obtained  and  all  work 
shall  be  completed  within  one  year  from  the  date  of 
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this  amended  resolution  on  condition  that  other  than 
as  amended  herein,  the  resolution  adopted  on  June  6, 
1933,  shall  be  complied  with  in  all  respects.” 


243-30- A. 

APPLICANT — Williams  &  Co.,  Inc.,  for  Castilla  Corp., 
owner. 

SUBJECT — Application  for  reopening — amendment' — re 
Appeal  from  order  of  the  fire  commissioner. 

PREMISES  AFFECTED — 236-238  Fifth  avenue,  west 
side,  28  ft.  4  in.  north  of  West  27th  street  (Block 
No.  829,  Lot  No.  36),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Milton  G.  Hauer. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION— 

(243-30- A) 


Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Castilla  Corp.,  owner,  filed,  April  4,  1930,  an  ap¬ 
peal  from  an  order  and  a  decision  of  the  fire  commissioner, 
affecting  premises  236-238  Fifth  avenue,  west  side,  28  ft. 
4  in.  north  of  West  27th  street  (Block  No.  829,  Lot  No. 
36),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Jan¬ 
uary  7,  1930  (Order  No.  68153-F),  reads: 

“1.  Provide  a  tank  on  roof  of  at  least  3,500  gallons 
capacity  for  the  standpipe  system,  said  tank  to  be  so 
elevated  that  the  bottom  will  not  be  less  than  20  ft. 
above  the  roof  level.  Sections  580-581,  Chapter  5, 
Code  of  Ordinances” ; 

and 

Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  March  31,  1930,  reads: 

“Re:  Premises  236-8  Fifth  avenue,  Borough  of  Man¬ 
hattan. 

“Gentlemen : 

“This  will  reply  to  your  letter  of  March  20,  1930,  in 
which  you  state  you  have  been  retained  by  the  owner 
to  bring  the  matter  before  the  Board  of  Standards  and 
Appeals,  but  the  board  has  refused  to  accept  the  case 
due  to  the  fact  that  more  than  20  days  have  elapsed 
and  request  that  we  rescind  the  order  and  reissue  the 
same  of  a  later  date. 

“Your  request  to  reissue  and  rescind  order  No. 
68153-F  must  be  denied. 

“Respectfully, 

“BUREAU  OF  FIRE  PREVENTION. 

and 

Whereas,  the  building  is  fireproof,  eleven  stories  (149 
mi?  *n  heiSht-  ^  ^  *n-  by  125  ft.  in  area;  OCCU¬ 

PIED:  cellar,  boiler  room,  dishwashing,  storage,  15  per¬ 
sons;  1st  story,  restaurant,  25  persons;  2nd  and  3rd  stories, 
showroom  of  linens,  10  persons  each  story ;  4th  story, 
showroom  of  rugs,  10  persons ;  5th  story,  showroom  of 
linens,  15  persons;  6th  story,  showroom  of  rugs,  10  per¬ 
sons;  7th  story,  showroom  of  novelties,  15  persons;  8th 
story,  manufacturing  and  showroom  of  lamp  shades,  30 
persons ;  9th  story,  manufacturing  and  showroom  of  linens, 
30  persons;  10th  story,  manufacturing  of  silk  underwear, 
40  persons;  11th  story,  shipping  and  showroom  of  beauty 
parlor  accessories,  20  persons ;  and 


Whereas,  applicant  contends  that  the  building  is 
equipped  with  a  sprinkler  system  fed  from  a  10,000-gallon 
gravity  tank  and  a  7,500-gallon  pressure  tank ;  that  there  is 
also  installed  a  standpipe  system  fed  from  a  2,200-gallon 
gravity  tank,  1.200  gallons  of  which  is  reserved  for  the 
standpipe  system  ;  that  the  bottom  of  this  gravity  tank  is 
located  15  ft.  6  in.  above  the  outlet  in  the  top  story;  ap¬ 
plicant  contends,  further,  that  when  the  building  was 
erected  in  1906  no  standpipe  tank  was  required  on  a  build¬ 
ing  which  was  equipped  with  a  two-source  sprinkler  sys¬ 
tem  ;  and 

Whereas,  order  is  issued  with  relation  to  the  height 
above  top  floor  outlet  of  standpipe  tank  and  its  capa¬ 
city;  and 

Whereas,  such  equipment  has  existed  since  the  installa¬ 
tion  of  this  system ;  and 

Whereas,  the  premises  is  equipped  throughout  with  an 
approved  two-source  wet  sprinkler  system,  waterflow  alarm 
and  central  office  connection  ;  and 

Whereas,  this  appeal  was  granted  by  the  board  June  10, 
1930  on  certain  conditions,  and  owners  through  their  agent 
Williams  &  Co.,  Inc.,  requested  an  amendment  of  the 
resolution  as  to  occupancy  so  as  to  permit  fountain  pen 
manufacture  on  the  11th  floor  using  some  celluloid;  and 

Whereas,  an  interpretation  of  the  resolution  was  re¬ 
quested  as  to  the  occupancy  permitted. 

Resolved,  that  the  order  and  decision  of  the  fire  commis¬ 
sioner  be  and  they  hereby  are  modified,  and  the  appeal  be 
and  it  hereby  is  granted,  only  so  far  as  it  affects  the  height 
of  the  tank  above  the  top  outlet  and  the  capacity  of  the 
gravity  tank,  on  condition  that  a  reserve  of  not  less  than 
1.200  gallons  shall  be  maintained  for  standpipe  system; 
that  the  standpipe  system  otherwise  shall  comply  with  the 
regulations  in  all  other  respects ;  that  the  building  shall  be 
not  increased  in  height,  and  that  the  use  and  occupancy 
other  than  as  modified  herein  as  to  standpipe  tank,  shall 
comply  with  all  laivs,  rales  and  regulations. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
142-36-SA. 

APPLICANT — Lochinvar  Corporation,  owner. 

SUBJECT — Lochinvar  Oil  Burning  Unit,  approval  of. 
APPEARANCES— 

For  Applicant:  Samuel  Harris. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


143-36-SA. 

APPLICANT — Lochinvar  Corporation,  owner. 

SUBJECT — Lochinvar  Automatic  Oil  Burning  Water 
Heater,  approval  of. 

APPEARANCES— 

For  Applicant :  Samuel  Harris  and  F.  Willard 
Bowman. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


160-36-SA. 

APPLICANT — Irving  T.  Hecht,  agent  for  Silent  Glow 
Oil  Burner  Corp.,  owner. 

SUBJECT — Sealdheet  Oil  Burner,  Model  SH,  approval  of. 
APPEARANCES— 

For  Applicant :  Irving  T.  Hecht. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


56-36-SA. 

APPLICANT — C.  V.  Henry,  for  York  Oil  Burner  Co., 
Inc.,  owner. 

SUBJECT— York  Horizontal  Rotary  Oil  Burner — Appli¬ 
cation  for  reopening — amendment  to  include  No.  5 
fuel  oil. 
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APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N egative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(56-36-SA) 


Whereas,  C.  V.  Henry,  for  the  York  Oil  Burner  Co., 
Inc.,  owner,  filed  March  16,  1936,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  the  de¬ 
vice  known  as  the  York  Horizontal  Rotary  Oil  Burner 
(Type  AP)  ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows  : 

The  device  is  of  the  centrifugal  atomizing  type  and 
operates  through  suction  feed  from  supply  tank  to 
burner.  The  oil  is  fed  through  the  hollow  burner 
shaft  into  the  internal  surface  of  the  atomizing  cup 
which  is  attached  to  the  burner  shaft  and  revolves  at 
approximately  3450  R.P.M.  1  he  oil  is  thrown  from 
the  periphery  of  the  cup  in  a  partially  atomized 
state  and  is  mixed  with  air  supplied  by  a  fan  located 
directly  behind  the  atomizing  cup.  Quantity  of  air 
supplied  is  regulated  by  a  shutter  located  in  fan  hous¬ 
ing. 

The  device  is  made  in  three  sizes,  A,  B  and  C. 

The  motor  is  an  Ohio  p2  h.p.  110  or  220  volt,  60 
cycle,  single  phase  capacitor  motor  known  as  type  61220 
or  a  3  phase  inductor  type  motor  rated  at  110  and  220 


volt  A.C.  60  cycles  at  approximately  3450  R.P.M. 

The  capacitor  units  used  with  the  110  and  220  volt 
capacitor  motors  on  the  size  A  burner  are  known  as 
WI  1428  and  WI  1538. 

The  size  B  burner  incorporates  a  Y\  h.p.  motor  and 
the  size  C,  a  1  h.p.  motor. 

A  listed  Cuno  type  G.  strainer. 

The  safety  controls  consist  of  a  combustion  thermo¬ 
stat  located  in  stack  of  the  heating  plant  and  operates 
in  conjunction  with  a  relay  switch.  At  the  test  there 
were  no  flarebacks.  A  laboratory  test  was  made  of 
the  oil  used  with  these  burners  and  it  was  reported 
as  number  4. 

The  device  has  been  approved  by  the  Underwriters 
Laboratories,  File  M.P.  956. 

It  is  recommended  that  the  York  Horizontal  Rotary 
Oil  Burner  be  approved  for  use  in  domestic  and  com¬ 
mercial  installations  for  fuel  oil  not  heavier  than  No. 
4,  U.  S.  Dept,  of  Commerce  Standard,  when  installed 
in  accordance  with  the  fuel  oil  rules  and  with  this 
report ;  and 

Whereas,  the  device  was  approved  for  use  with  No.  4 
fuel  oil  and  applicant  requested  an  amendment  to  permit 
the  use  of  No.  5  oil. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  York  Horizontal 
Rotary  Oil  Burner  (Type  AP)  for  use  in  domestic  and 
commercial  installations  with  fuel  oil  not  heaver  than  No. 
5  U.  S.  Dept,  of  Commerce  Standards  when  installed  in 
accordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals,  on  condition  that  the  device  shall 
bear  a  label  permanently  affixed  thereto  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  56-36-SA. 


Adjourned,  5:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  thev  mav  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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PUBLIC  HEARING 


[262-36-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Friday,  June  26,  1936,  at  2  P.  M.,  Room  1013,  Municipal 
Building,  on  Proposed  Rules  for  Liquefiers  used  to  convert 
solid  carbon  dioxide  to  a  liquid  and/or  a  gas. 

RULES  FOR  LIQUEFIERS  USED  TO  CONVERT 
SOLID  CARBON  DIOXIDE  TO  A  LIQUID  AND 
/OR  A  GAS,  IN  ACCORDANCE  WITH  THE 
PROVISIONS  OF  SECTION  214,  ARTICLE 
17  OF  CHAPTER  10  OF  THE  CODE 
OF  ORDINANCES 

Rule  1.  Certificate  of  Approval. 

A  Certificate  of  Approval  shall  be  obtained  by  the  manu¬ 
facturer  from  the  Fire  Chief  and  Commissioner  for  each 
type  of  liquefier  or  converter  to  be  used  for  the  conversion 
of  solid  carbon  dioxide  to  liquid  carbon  dioxide.  A  Cer¬ 
tificate  of  Approval  shall  also  be  obtained  from  the  Fire 
Chief  and  Commissioner  for  each  system  used  to  convert 
solid  carbon  dioxide  to  liquid  carbon  dioxide  for  filling 
portable  cylinders  or  other  containers. 

Rule  2.  Certificate  of  Fitness. 

A  Certificate  of  Fitness  must  be  obtained  from  the  Fire 
Chief  and  Commissioner  for  each  operator  of  a  liquefier 
system  used  to  convert  solid  carbon  dioxide  to  liquid  car¬ 
bon  dioxide  for  filling  portable  cylinders  or  other  con¬ 
tainers. 

Rule  3.  Inspection  Test  Report. 

A  disinterested  inspection  service,  approved  by  the  Fire 
Chief  and  Commissioner,  shall  inspect  all  material  and 
workmanship  of  all  liquefiers  at  the  place  of  manufacture 
and  shall  verify  compliance  with  these  Rules,  witness  all 
tests  and  shall  furnish  the  Fire  Chief  and  Commissioner 
with  a  test  report  as  follows : 

A.  Test  reports  for  liquefiers,  other  than  redesigned  portable 
cylinders,  shall  show  all  information  called  for  in  para¬ 
graph  23,  I.  C.  C.  Specification  3A,  except  as  follows : 

1.  “Marks  stamped  into  shoulder  of  cylinder.”  This 
shall  be  as  per  Rule  “11  Marking”  hereinafter  speci¬ 
fied.  Actual  markings  shall  be  shown  on  test  report. 

2.  “Record  of  hydrostatic  tests.”  This  shall  be  as 
per  Rule  “9  Testing”  hereinafter  specified. 

3.  Statement  shall  be  furnished  that  liquefier  covered 
in  said  test  report  comply  with  these  Rules,  and 
Certificate  of  Approval  Number  for  the  type  of 
liquefier  covered  in  said  test  report. 

B.  Test  report  for  converted  portable  cylinders  for  liquefier 
use  shall  show  for  each  converted  cylinder  the  follow¬ 
ing: 

1.  Liquefier  Serial  Number. 

2.  Original  number  of  cylinder  used  for  conversion. 

3.  Original  ownership  initials  of  cylinders  used  for 
conversion. 

4.  Original  I.  C.  C.  marking  of  cylinder  used  for  con¬ 
version. 

5.  Original  manufacturing  test  date  of  cylinder  used 
for  conversion,  and  name  of  original  manufacturer. 

6.  Test  pressure  applied  to  cylinder  before  conversion. 

7.  Total  expansion  obtained  on  cylinder  before  con¬ 
version. 

8.  Permanent  expansion  obtained  on  cylinder  before 
conversion. 

9.  Per  cent  expansion  obtained  on  cylinder  before  con¬ 
version. 

10.  Elastic  expansion  obtained  on  cylinder  before  con¬ 
version. 

11.  Outside  diameter  and  length  of  cylinder  before 
conversion. 


12.  A  statement  that  the  above  cylinders  before  con¬ 
version  into  liquefiers  were  tested  in  a  water  jacket 
in  accordance  with  these  Rules  and  I.  C.  C.  Regu¬ 
lations  and  the  results  appear  above. 

13.  A  statement  that  the  top  thickness,  opening  for 
cover  plate  and  distance  across  the  corner  where 
the  side  wall  meets  the  bottom  and  at  45°  to  the 
side  wall,  was  measured  and  the  dimensions  were 
found  to  conform  with  Rule  6,  F.  G.  H  and  I. 

14.  A  statement  that  after  assembly  each  liquefier  was 
given  an  open  hydrostatic  test  to  3,000  lbs.  and 
this  pressure  was  held  for  at  least  two  minutes 
without  showing  a  pressure  recession  of  more  than 
75  lbs. 

15.  The  liquefier  was  marked  as  follows:  (See  Rule 
“11  Marking”  for  requirements.) 

16.  A  statement  that  these  liquefiers  conform  to  these 

Rules,  and  that  the  type  of  liquefier  has  been  ap¬ 
proved  under  New  York  City  Fire  Department 
Certificate  of  Approval  Number . 

Rule  4.  Construction  Other  Than  Screw  Thread 
Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO3  to  liquid  CO3  must  be  constructed  of  seamless 
drawn  steel  in  accordance  with  Specifications  of  I.  C.  C. 
governing  cylinders  for  CO3.  Closure  devices  other  than 
screw  thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula: 

t  =  OD  x  P  x  .43 


S 

Where  OD  =  Outside  diameter  of  container 
t  =  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  =  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.). 

B.  The  “Top”  is  defined  as  that  portion  of  the  liquefier 
in  which  the  closure  device  is  installed  and  where  the 
ice  is  introduced. 

C.  The  minimum  thickness  of  the  top  before  machining 
shall  be  at  least  3^4  times  the  wall  thickness. 

D.  The  minimum  thickness  of  the  top  after  machining 
shall  be  at  least  3  times  the  wall  thickness. 

E.  The  minimum  distance  from  edge  of  the  hole  cut  or 
shaped  for  the  closure  device  to  the  outside  of  wall 
shall  be  \y2  times  the  wall  thickness. 

F.  The  maximum  width  of  the  machined  seat  shall  not  be 
more  than  \y2  times  the  wall  thickness. 

G.  The  outside  radius  connecting  the  top  of  the  liquefier 
to  its  side  wall  shall  not  be  more  than  l]/2  times  the 
wall  thickness. 

H.  The  inside  radius  connecting  the  side  wall  to  the  top 
before  machining,  shall  not  be  less  than  2j4  times  the 
wall  thickness. 

Or  suggested  substitute  for  C  to  H  inclusive: 

The  top  portion  of  the  liquefier  including  closure  plate 
shall  be  designed  with  a  factor  of  safety  of  not  less 
than  two  at  a  test  pressure  of  3000  lbs.  per  sq.  inch. 
The  design  shall  be  proven  by  a  test  to  destruction  for 
each  type  of  liquefier  before  a  certificate  of  approval 
shall  have  been  issued. 

I.  A  large  fillet  shall  be  provided  in  the  corner  of  the 
machined  seat  where  it  meets  the  inside  radius. 

Rule  5.  Construction  Screw  Thread  Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO3  to  liquid  CO3  must  be  constructed  of  seamless 
drawn  steel  in  accordance  with  specifications  of  I.  C.  C. 
governing  cylinders  for  CO3.  Closure  device  of  the  screw 
thread  type  shall  conform  with  the  following: 
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A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula : 

t  =  OD  x  P  x  .43 


S 

Where  OD  =  Outside  diameter  of  container. 

t  —  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  —  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.) 

B.  The  thread  of  the  device  shall  be  designed  with  a  factor 
of  safety  of  not  less  than  4  at  a  test  pressure  of  3,000 
lbs.  per  sq.  in.  and  the  wall  thickness  after  cutting 
thread  shall  not  be  less  than  that  specified  in  Rule  5-A 
above. 

Rule  6.  Conversion  of  Portable  Cylinders  for 
Liquefier  Use. 

A.  Seamless  portable  cylinders  made  to  I.  C.  C.  Specifi¬ 
cation  3  or  3A  for  oxygen  or  carbon  dioxide  and 
originally  designed  and  used  for  the  transportation  of 
compressed  or  liquefied  gases  shall  be  acceptable  for 
alteration  or  conversion  into  carbon  dioxide  liquefiers 
only  under  the  following  conditions. 

B.  Cylinders  which  have  been  in  a  fire  must  not  be  used 
for  conversion  into  liquefiers  until  they  have  been 
properly  heat  treated  and  retested  as  specified  in  para¬ 
graph  423,  of  the  I.  C.  C.  Regulations. 

C.  Cylinders  which  show  surface  dents,  or  which  fail  to 
give  a  clear  ring  on  being  struck  with  a  hammer,  or 
cylinders  of  the  quenched  type  shall  not  be  used  for 
conversion  into  liquefiers. 

D.  Before  conversion  into  liquefiers,  each  cylinder  shall  be 
submitted  to  a  hydrostatic  test  of  3,000  lbs.  pressure 
in  a  water  jacket  under  the  conditions  specified  in 
paragraph  424  of  the  I.  C.  C.  Regulations  and  the 
total  and  permanent  expansion  shall  be  recorded.  A 
cylinder  must  be  condemned  when  it  leaks  or  when  the 
permanent  expansion  exceeds  10  per  cent  of  the  total 
expansion. 

E.  If  in  the  hydrostatic  test  in  the  water  jacket  the  net 
elastic  expansion  (total  expansion  less  permanent  ex¬ 
pansion)  at  3,000  lbs.  exceeds  the  allowable  limit  given 
in  the  following  table  for  the  type  of  cylinder  involved, 
such  cylinder  shall  not  be  used  for  conversion  into  a 
liquefier.  If  the  cubic  capacity  of  a  cylinder  to  be  tested 
varies  from  the  standard  capacity  given  in  the  table 
for  that  type,  then  the  allowable  limit  of  elastic  expan¬ 
sion  will  be  varied  in  the  same  proportion. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2 


TABLE  I. 
Cubic 
Capacity 
2,660  cu.  in. 
2,660  cu.  in. 
2,360  cu.  in. 


Elastic  Expansion 
Allowable  Limit 
170  c.c. 

170  c.c. 

150  c.c. 
portable  con- 


F.  No  cylinders  designed  and  used  for  a 
tainer  shall  have  the  thickness  of  the  side  wall  reduced 
by  any  cutting  of  threads  in  the  process  of  conversion 
into  a  liquefier,  except  as  specified  in  Rule  “5-B  Con¬ 
struction  Screw  Thread  Type.” 

G.  If  the  closure  is  formed  by  using  a  portion  of  the 
former  bottom  as  a  seat,  this  shall  only  be  permissible 
if  the  dimensions  of  the  liquefier  conform  to  those 
shown  in  the  Tables  II,  III  and  IV. 


TABLE  II. 

Type 

220  ft.  oxygen . 

200  ft.  oxygen . 

50  lbs.  CO2 . 


Minimum 
Bottom  Thickness 
.66  in. 

.66  in. 

.66  in. 


TABLE  III. 

Maximum 

Type  Opening  Permitted 

220  ft.  oxygen .  0%  in.  x  7*4  in. 

200  ft.  oxygen .  6%  in.  x  7%  in. 

50  lbs.  CO.2 .  5)4  in-  x  654  in. 


TABLE  IV. 

Minimum  Thickness  across 
corner  at  Point  where  the 
outside  of  the  side  wall 
meets  the  inside  radius  of 
bottom  and  at  45°  to  side 


Type  wall. 

220  ft.  oxygen .  $4  in. 

200  ft.  oxygen .  54  in. 

50  lbs.  CO2 .  5/s  in. 


H.  The  maximum  width  of  the  machined  seat  for  the 
gasket  of  liquefier  shall  be  5/16  in.,  and  the  inside 
radius  connecting  this  seat  to  the  side  wall  of  the 
cylinder  shall  not  be  less  than  54  in. 

I.  The  minimum  thickness  of  closure  plate  shall  be  5 
times  the  wall  thickness  of  the  cylinder.  The  closure 
plate  shall  be  of  a  good  grade  of  billet  steel.  Castings 
not  permitted. 

/.  Before  conversion  into  a  liquefier,  the  cylinder  shall 
meet  a  new  hydrostatic  test  at  the  pressure  at  which 
such  cylinder  was  originally  tested,  provided  however, 
that  no  cylinder  shall  be  converted  unless  for  its  origi¬ 
nal  use  it  was  tested  to  3,000  lbs.  pressure.  Such  new 
test  shall  be  in  a  water  jacket  before  conversion  into  a 
liquefier. 

Rule  7.  Spuds. 

Spuds  for  chain  connections  or  for  reinforcing  valve  or 
pipe  connections  of  not  over  54  in.  pipe  size  shall  be  welded 
before  heat  treatment  at  place  of  manufacture  of  the 
liquefier. 

Rule  8.  Safety  Devices. 

Each  liquefier  shall  be  provided  with  two  safety  devices 
of  frangible  disc  type  attached  to  the  liquefier  at  a  point 
not  lower  than  6  inches  from  the  top.  The  cross  section 
area  of  the  discharge  channel,  or  channels  (of  the  safety 
device,  or  devices)  must  be  at  least  .006  sq.  in.  for  each  25 
lbs.  of  liquefier  water  capacity  and  .00024  sq.  in.  additional 
for  each  additional  pound  of  water  capacity.  Safety  de¬ 
vices  having  two  or  more  outlets  must  be  so  constructed 
that  these  outlets  will  have  a  combined  total  area  of  not 
less  than  one  and  one-half  times  that  prescribed  for  the 
safety  discharge  channel.  The  frangible  disc  of  the  safety 
devices  shall  be  designed  to  release  at  a  pressure  of  not 
more  than  2,000  lbs.  per  sq.  in. 

Rule  9.  Testing. 

Each  liquefier  after  assembly  shall  be  tested  hydrostati¬ 
cally  by  an  approved  independent  testing  agency  for  not 
less  than  two  minutes  to  a  pressure  of  3,000  lbs.  per  sq.  in. 
without  showing  a  pressure  recession  of  more  than  75  lbs. 
per  sq.  in.  The  inspection  service  shall  file  a  satisfactory 
record  on  test  report  stating  that  the  liquefier  passed  the 
above  required  test. 

Rule  10.  Quinquennial  Test. 

Liquefiers  used  for  any  purpose  shall  be  retested  at  least 
every  five  years  to  a  pressure  of  3,000  lbs.  per  sq.  in.  in 
the  same  manner  and  under  the  same  requirements  as  at 
the  time  and  place  of  manufacture  and  the  date  of  retest 
shall  be  stamped  thereon. 

Rule  11.  Marking. 

Each  liquefier  shall  bear  marking  as  follows: 

A.  Name  of  owner. 

B.  Serial  number. 
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C.  Name  or  trade  mark  of  manufacturer. 

D.  Date  of  manufacture. 

E.  Test  pressure. 

F.  Inspection  service  mark. 

G.  Maximum  filling  charge  based  on  filling  to  not  more 
than  68  per  cent  of  the  water  content  by  weight. 

Rule  12.  Filling. 

Each  liquefier  shall  be  placed  and  used  in  a  vertical  posi¬ 
tion  with  filling  effected  while  liquefier  is  properly  secured. 

Rule  13.  Maximum  Charge. 

Liquefiers  shall  not  be  filled  with  solid  carbon  dioxide  in 
excess  of  150  lbs.  nor  in  excess  of  68  per  cent  by  weight 
of  the  water  capacity  of  the  liquefier. 

Rule  14.  Use  of  CO2  Systems  and  Liquefiers. 

A.  Carbon  dioxide  liquefier  converting  systems  for  filling 
portable  cylinders  shall  not  be  used  in  a  dwelling  and/ 
or  multiple  dwelling,  and/or  place  of  public  assembly, 
and/or  any  building  not  used  exclusively  for  manufac¬ 
turing  purposes. 

B.  Except  in  buildings  used  exclusively  for  the  manufac¬ 
ture  of  carbon  dioxide  or  other  compressed  gases,  not 
more  than  8  liquefiers  of  a  maximum  combined  ca¬ 
pacity  of  1,200  lbs.  of  carbon  dioxide  shall  be  headed 
in  a  battery  and  not  more  than  one  such  battery  shall 
be  permitted  in  a  building. 

C.  Liquefiers  may  be  manifolded  only  by  the  use  of  extra 
heavy  steel  or  wrought  iron  pipe,  or  extra  heavy  seam¬ 
less  copper  or  brass  tubing,  of  not  larger  than  yf,  in. 
I.  P.  S.  Fittings  shall  be  high  pressure  forged  steel  or 
extra  heavy  bronze  hydraulic  type. 

D.  Each  manifold  shall  be  protected  by  a  frangible  disc 
safety  device  of  the  same  size  and  type  as  those  pre¬ 
scribed  for  the  liquefier,  and  designed  to  release  at  a 
pressure  of  not  more  than  2,000  lbs.  per  sq.  in.  In 
addition,  the  liquid  manifold  shall  he  protected  by  a 
spring  safety  valve  so  set  as  to  relieve  the  pressure 
at  not  more  than  1,600  lbs.  per  sq.  in. 

E.  When  carbon  dioxide  gas  is  conducted  through  pres¬ 
sure  reducing  valve  betiveen  liquefier  and  point  of  use, 
the  use  of  a  heater  will  be  permitted,  but  said  heater 
shall  be  so  arranged  that  heat  may  be  applied  indi¬ 
rectly.  This  heater  shall  consist  of  a  coil  immersed  in 
water.  The  source  of  heat  shall  then  be  applied  to  the 
water  but  not  directly  to  the  coil. 

Rule  15.  Test  of  Piping. 

Each  liquefier  and/or  battery  of  liquefiers  to  be  used  for 
the  filling  of  portable  cylinders  or  other  containers  with 


liquid  carbon  dioxide  and  all  the  piping  connected  thereto 
shall  be  hydrostatically  tested  in  the  presence  of  the  rep¬ 
resentatives  of  the  Fire  Chief  and  Commissioner  before 
the  solid  carbon  dioxide  is  first  put  into  the  system.  A 
hydrostatic  pressure  of  2400  lbs.  per  sq.  in.  shall  be  main¬ 
tained  for  fifteen  minutes,  released  for  five  minutes,  and 
again  applied  for  a  period  of  fifteen  minutes  without  any 
visible  leak  or  reduction  of  pressure.  This  test  shall  be 
repeated  at  least  every  five  years. 

Rule  16.  Approval  Systems  for  Filling  Portable 
Cylinders. 

Each  liquefier  and/or  battery  of  liquefiers  used  for  filling 
portable  cylinders  or  other  containers  shall  be  permanently 
labeled  or  marked  showing  the  Fire  Department  Certificate 
of  Approval  Number  together  with  date  of  last  test. 

Rule  17.  Acceleration. 

Defrosting,  or  acceleration  of  liquefaction,  shall  be  by 
use  of  water  only,  the  water  shall  be  of  a  temperature  not 
above  85°  Fahrenheit. 

Rule  18.  CO2  Portable  Cylinders. 

A.  Portable  cylinders  or  other  containers  to  be  filled  with 
liquid  carbon  dioxide  must  be  constructed  and  marked 
in  accordance  with  the  Specifications  of  the  Interstate 
Commerce  Commission  for  carbon  dioxide  cylinders 
and  must  have  been  tested  within  intervals  of  not 
more  than  five  years  as  evidenced  by  official  marking. 
Cylinders  not  so  constructed  and  marked  must  not  be 
filled  with  carbon  dioxide. 

B.  The  maximum  filling  of  liquid  carbon  dioxide,  with 
one  pound  allowable  variation  in  each  cylinder,  must 
not  be  over  20  lbs.  for  standard  cylinders  in.  in 
diameter  by  51  in.  long,  nor  over  50  lbs.  for  standard 
cylinders  8^4  in.  in  diameter  by  51  in.  long  and  larger. 
No  cylinder  shall  be  filled  with  carbon  dioxide  to  more 
than  68  per  cent  of  the  water  capacity,  by  weight,  of 
the  cylinder. 

C.  The  amount  of  liquid  carbon  dioxide  charged  into 
portable  cylinders  or  other  containers  must  be  deter¬ 
mined  by  weight  by  use  of  a  dial  scale  having  a  mov¬ 
able  indicator,  and  this  weight  must  also  be  checked 
after  disconnecting  from  the  charging  line. 

Rule  19.  Existing  Installations. 

Liquefiers  or  converters  to  which  these  rules  and  regu¬ 
lations  cannot  be  applied,  mav  be  maintained  and  operated 
subject  to  such  conditions  as  are  deemed  necessary  by  the 
Board  of  Standards  and  Appeals  in  the  interest  of  public 
safety. 


APPROVED  APPLIANCES 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-incb  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  . 

Walworth  Company  . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc, 
Croker  National  Fire  Prev.  Eng.  Co..  .  . 

Jenkins  Brothers  . 

W.  D.  Allen  Mfg.  Co . 

John  Simmons  Co . 

Grinnell  . 

Elkhart  . 


81 -20- S  A 
899-27-SA 
1 407-27- S  A 
304-28-SA 
779-28-SA 
890-28-SA 
209-29-SA 
651-30-SA 
14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech) . . .  53-21-SA 

Walworth  Company  .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15^31-SA 


RULES 


OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 

1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED:  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED:  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
04")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (J4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  04)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  (J4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  04)  inch 
thick. 

Note — All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL:  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION  :  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 

PERMIT :  Shall  mean  permit  for  storage  of  oil. 

PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2 *4)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER :  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED:  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE :  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK :  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY:  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL :  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades  : 


Range 

Oil 

SP. 

Gr. 

(A.  P.  I.) 

ii 

40-44 

No.  1  Fuel  Oil 

it 

ti 

36-40 

No.  2 

a 

a 

a 

ii 

ii 

32-36 

No.  3 

a 

a 

a 

it 

ti 

28-32 

No.  4 

a 

a 

a 

a 

ii 

24°  + 

No.  5 

it 

a 

a 

a 

ti 

18°  + 

No.  6 

a 

a 

a 

a 

it 

10°  4- 

(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less— 34  in.  shell,  34  in. 
heads. 

Tanks  37  to  72  in.  in  diameter — 34  in.  shell,  5/16  in. 
heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  5 4  in¬ 
heads. 

Tanks  over  120  inches  in  diameter  to  be  of  54  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shell34  in.  thick,  54  in.  in  diameter  rivets  254  in.  pitch. 

In  shell  5/16  in.  thick,  54  in  diameter  rivets  2^  in 
pitch. 

In  shell  54  in.  thick,  54  in.  diameter  rivets  234  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  56  of  an  inch  in  diameter 
and  spaced  not  more  than  234  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 


Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  ($4")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having^  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  %  inch  and  the  minimum  thickness  of  roof  plates 
Yi,  inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula: 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
dame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2f)  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 

Section  3.  Outside  of  Buildings,  Above  Ground. 

(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1*4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 

If  distant  25  feet  from  line  of  adjoining 


property  which  may  be  built  upon  16,000  gallons 

If  distant  30  feet  .  24,000  “ 

If  distant  40  feet .  36,000  “ 

If  distant  50  feet  .  48,000  “ 

If  distant  60  feet  .  60,000  “ 

If  distant  75  feet  .  96,000  “ 

If  distanct  85  feet,  or  more .  100,000  “ 


(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1Y)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher  than  one-fourth 
(Va)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1^4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 

Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
Tubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1Y)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (1Y")  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
Yz  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (‘5’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 

the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pine  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  nil 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  Ks  inch 
mesh  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fall 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 


Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 


in  use. 


Valves  and  Control  of  Oil  Flow. 


Rule  8. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred'  and  seventy -five  (275)  gallons’  capacity  and  f  rom 
auxiliary  storage  tanks  shall  be  provided  wfih  a  shu  -off 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  wit 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons  capacity,  sha 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  Provided  with 
an  approved  anti-syphon  device  located  at  the  highest  pomt 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  n^F^Tuse^the 

and  twenty-two  degrees  Fahrenheit  (122  h.)  is  used,  t 

anti-syphon  device  shall  not  be  required.  .  . 

(c)  Except  as  may  be  modified  in  specific  instances  y 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (27o)  gallons  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (50) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions: 

Temperature  control 

Ignition  “ 

Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  “ 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  ‘‘Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 

capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as.  in  this 
section  required,  shall  be  certified,  to  by.  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
stojage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 

for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the-  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 

means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  yA  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall’  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

.(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

.  (d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves^  or  any  such  heating  devices  protected  by  a  shield 
of  l/2"  asbestos  or  equivalent  extending  at  least  twelve 
(12')  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil¬ 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders 

74- 36- A— 800  Lefferts  avenue,  south  side,  34  ft.  6)4  in. 

west  of  Schenectady  avenue  and  849  East 
New  York  avenue,  north  side,  25  ft.  4)4 
in.  west  of  Schenectady  avenue  (Block 
No.  1429,  Lot  Nos.  32,  36  and  43),  Bor¬ 
ough  of  Brooklyn. 

75- 36-A— North  side  of  Ninth  street,  368  ft.  east  of  Fifth 

avenue  (Block  No.  1005,  Lot  No.  59  and 
part  of  Lot  No.  57),  Borough  of  Brooklyn. 

76- 36-A— 2363-2373  Bedford  avenue,  east  side,  158  ft.  3)4 

in.  south  of  Tilden  avenue  (Block  No. 
5135,  part  of  Lot  No.  53),  Borough  of 
Brooklyn. 

77- 36-A— 1094-1104  Nostrand  avenue,  northwest  corner 

of  Maple  street  (Block  No.  5030,  Lot  No. 
45),  Borough  of  Brooklyn. 

78- 36- A— 705-711  Franklin  avenue,  northeast  corner  of 

Park  place  (Block  No.  1231,  Lot  No.  1), 
Borough  of  Brooklyn. 

79- 36-A — 1043-1053  Winthrop  street  and  177-187  East 

93rd  street,  northeast  corner  (Block  No. 
4612,  Lot  No.  43),  Borough  of  Brooklyn. 
13 1-36- A— 878-888  Coney  Island  avenue,  west  side,  200  ft. 

6)4  in.  south  of  Ditmas  avenue  (Block 
No.  5403,  Lot  Nos.  21  and  24),  Borough 
of  Brooklyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2)4- inch  Hose  Outlet  Valve,  Type 

“A”. 

359-30-S A— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 
164-33-SA— Firemaster  Fire  Extinguisher. 

77-34-SA — Packard  Fuel  Oil  Burner. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA— Harding  Float  Switch,  Type  CC  (for  Stand- 
pipe  Alarm  System) 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 


51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No, 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-S A— Loyalty  Conversion  Hot  Water  Heater. 
156-35-S A— Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA— Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  OJ-l,  CJ-Z, 
CT-21  and  C-2. 

189-35-SA— Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA— Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200.  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA— Acme  Tvpe  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA— Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305.  310.  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA— Cole  Draft  Governor. 

1 12-36-S A— Perfect  Automatic  Oil  Burner  (Gun  Type), 
Models  A  and  G,  Nos.  1,  2  and  3. 
119-36-SA — Teesdale  Baramatic  Damper. 

125-36-SA — Flex-O-Gas  Oil  Burner  for  Pressing  Ma¬ 
chine,  Model  T2. 

139-36-SA — Airtemp  Oil  Burner,  Models  A-6,  B-6  and 
C-6. 

142- 36-SA — Lochinvar  Oil  Burning  Unit. 

143- 36-SA — Lochinvar  Automatic  Oil  Burning  Water 

Heater. 

160-36-SA — Sealdheet  Oil  Burner,  Model  SH. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  zvill  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50'  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . 
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P.  o...~ . . 

My  Subscription  is  to  begin  with  the  issue  for, 
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This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Order  Served  on  Board. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  June  23,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  72-36-BZ,  293-17-BZ,  39- 
34-BZ,  1552-21-BZ,  37-36-BZ,  80-36-BZ  and  424-19-BZ. 

Minutes  of  Regular  Meeting.  June  23,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  61-36-BZ,  166-36-BZ,  27- 
33-BZ,  141-33-BZ,  335-35-BZ,  110-35-BZ,  64-32-BZ, 
154-36-A,  167-36-A,  137-36-A,  161-36-A,  344-34-A,  81- 
27-S,  632-18-S,  176-36-SA,  77-34-SA,  112-36-SA  and 
125-36-SA. 

Notice  of  Public  Hearing  on  Proposed  Revision  of  Paint, 
Varnish  and  Lacquer  Spraying  Rules. 

Approved  Range  Oil  Burners  and  Space  Heaters. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Reserve  Calendar. 


’’PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  aficT#  P/*>Jtri. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’svCalend&r,  Mondays,  at  2  p.  m. 

y  ,  ^  ... 

All  heajrmgs  are  held  in  Room  1013,  Municipal  Building, 
Manhattan/ 

HOURS  FOR  CO^U^TATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  June  29,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearine  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  July  6,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  June  24,  1936 

Cal.  No.  Department  Premises  Affected 

184-36-SA . F.D . National  Devices  Oil  Burner 

and  Pyrolene  Oil  Burner, 
Appliance. 


185-36-BZ . D.B.Bx . Northeast  corner  of  College 

avenue  and  East  165th  street 
(Block  2433,  Lot  1),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


186-36-BZ . D.B.Bx . Northeast  corner  of  College 

avenue  and  East  167th  street 
(Block  2435,  Lot  1),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


187-36-BZ . D.B.R . 1190-1192  Bay  street  and  111- 

117  Hylan  boulevard  (Block 
2850,  Lot  32),  Rosebank, 
Borough  of  Richmond, 

Decision. 


188-36-SA . F.D . Tri  Aire  Oil  Burner,  Models 

C-3  and  C-7,  Appliance. 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  June  23,  1936,  Henry  A.  Lowenberg,  attorney,  served  on  the 
board  petition  and  order  of  certiorari,  on  behalf  of  Vincent  Falcone, 
owner,  in  re  decision  of  May  19,  1936,  interpreting  the  application 
of  the  Building  Code  and  Multiple  Dwelling  Law,  and  reversing 
decision  of  the  Board  of  Buildings,  Cal.  No.  65-36-A,  premises  350- 
352  Third  avenue,  Borough  of  Manhattan. 


COURT  DECISIONS 

In  re  Mayberg  (Murdock)— On  October  15,  board  granted  gasoline 
service  station  in  business  district,  under  section  21,  Cal. 
No.  176-35-BZ ;  premises  1236  Prospect  avenue,  south¬ 
east  corner  Home  street,  Borough  of  The  Bronx.  Mr. 
Justice  Walsh  sustained  board  (N.  Y.  L.  J.,  January  29, 
1936).  Appellate  Division  reversed  Special  Term  and 
board  (N.  Y.  L.  J.,  June  20,  1936). 

*  *  * 

Matter  of  Bay  Ridge  Sav.  Bank.  The  Tenement  House  Department 
ordered  certain  doors  opening  from  apartments  into 
public  halls  to  be  made  self-closing  in  compliance  with 
requirements  of  the  Multiple  Dwelling  Law;  on  applica¬ 
tion  for  permit  to  do  the  work,  the  Commissioner  of 
Buildings  refused  same,  on  the  ground  that  the  doors 
should  be  fireproof  as  well  as  self-closing.  Mandamus 
was  sought  to  compel  the  commissioner  of  buildings  to 
issue  the  permit.  Mr.  Justice  Lockwood  denied  an  order 
of  mandamus,  holding  “the  petitioner  should  exhaust  his 
remedies  and  appeal  to  the  Board  of  Standards  and 
Appeals  from  the  ruling  of  the  superintendent  of  build¬ 
ings.”  (N.  Y.  L.  J.,  June  22,  1936.) 


189-36-BZ . D.B.B . 2994  Coney  Island  avenue  and 

74  Guider  avenue,  southwest 
corner  and  722  Banner  ave¬ 
nue,  southwest  corner  of 
Guider  avenue  (Block  7264, 
Lot  49),  Borough  of  Brook¬ 
lyn,  Applic.  9028-36. 


190-36-S . H.D . 683  3rd  avenue,  east  side,  20.5 

ft.  north  of  East  43rd  street 
(Block  1317,  Lot  2),  Bor¬ 
ough  of  Manhattan, 

Applic.  3623-36  &  Decision. 


191-36-SM . D.B . Carey  Rocktex  Insulating 

Wool,  Material. 


192-36-BZ . D.B.Bx . 801  Bartholdi  street,  northeast 

corner  of  Barnes  avenue 
(Block  4633,  Lot  11),  Bor¬ 
ough  of  The  Bronx, 

Applic.  236-36. 


Restored  to  Calendar 

344-34-A . F.D . 548  Cassanova  street  (Block 

2768-D,  Lot  193),  Borough 
of  The  Bronx,  3666-L.C. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Mar. 

Concrete  Rules  (Hydrated  Lime)... June 

Elevator  rules  . .....Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . . June 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules.... . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . June 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for. May 

Plumbing  Rules  . June 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.June 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpine  Fireline  Rules . June 

Structural  Alterations.  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . May 

Tank  Trucks,  Gasoline,  etc .  May 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


2,  1932— Vol.  17,  No.  31 
10,  1936— Vol.  21,  No.  10 
30,  1936— Vol.  21,  No.  26 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
28,  1935— Vol.  20,  No.  22 
28,  1936— Vol.  21,  No.  17 

16,  1936— Vol.  21,  No.  24 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925 — Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 
23,  1936— Vol.  21,  No.  25 

27,  1934— Vol.  19,  No.  48 
26,  1936— Vol.  21,  No.  21 
30,  1936— Vol.  21,  No.  26 

25,  1936— Vol.  21,  No.  8 
16,  1936— Vol.  21,  No.  24 
19,  1936— Vol.  21,  No.  20 
12,  1936 — Vol.  21,  No.  19 

9,  1936— Vol.  21,  No.  23 
7,  1932— Vol.  17,  No.  23 

26,  1936— Vol.  21,  No.  21 
26,  1936— Vol.  21,  No.  21 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . June 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.May 

Fuel  Oil  Pumps . June 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . June 


5,  1935— Vol.  20,  No.  10 

23,  1936— Vol.  21,  No.  25 

5,  1936— Vol.  21,  No.  18 

26,  1936— Vol.  21,  No.  21 

19,  1936— Vol.  21,  No.  20 

9,  1936— Vol.  21,  No.  23 

26,  1935— Vol.  20,  No.  48 

30,  1936— Vol.  21,  No.  26 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  29,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

117-36-BZ. 

APPLICANT — Samuels  &  Samuels,  for  William  H.  Hem- 
mingway,  owner. 
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PREMISES — 7405-7411  Sixth  avenue,  east  side,  32  ft. 
south  of  74th  street  (Block  No.  5932,  Lot  No.  12), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 

23-36-BZ. 

APPLICANT — Joseph  B.  Ferguson,  for  Nonkwah  Realty 
Corp.,  owner. 

PREMISES — 247-259  West  54th  street,  north  side,  79  ft.  6 
in.  east  of  Eighth  avenue  (Block  No.  1026,  Lot 
Nos.  ID,  5  and  8^4),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  maintenance  of 
a  garage  for  more  than  five  (5)  motor  vehicles. 


99-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Peter  Dinnella, 
owner. 

PREMISES — 84-14  Forest  parkway  (83rd  street),  west 
side,  91.60  ft.  south  of  Park  lane  south  (Block  No. 
12,  Lot  Nos.  288,  325,  327),  Forest  Hills,  Borough 
of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  and  also,  partly  in  an  “F” 
area  and  partly  in  a  “C”  area  district,  the  erection 
and  maintenance  of  a  multiple  dwelling  not  con¬ 
forming  with  “F”  area  requirements. 

128-36-BZ. 

APPLICANT— Harry  P.  Jaenike,  for  Spruille  Braden, 
owner. 

PREMISES — 5205-5257  Sycamore  avenue,  west  side,  308.57 
ft  south  of  West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way  (Block  No. 
3420,  Lot  Nos.  485-850),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  multiple  dwelling  and,  also,  a 
garage  for  more  than  five  (5)  motor  vehicles  to  be 
used  for  tenants  of  multiple  dwelling  on  same  plot. 

153-36-BZ. 

APPLICANT — Abraham  N.  Horwitz,  for  West  End 
Holding  Corporation,  owner. 

PREMISES — 140-154  West  End  avenue,  east  side,  from 
West  66th  street  to  West  67th  street  (Block  No. 
1158,  Lot  Nos.  1,  2,  3,  4,  61,  62,  63  and  64),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

98-36-BZ. 

APPLICANT — Frank  E.  Vitolo,  for  The  Hirsch  Trust  for 
the  benefit  of  Education  in  the  Ethical  Culture 
Schools,  owner,  Robert  D.  Kohn,  trustee. 

PREMISES — 2939  West  29th  street,  east  side,  320  ft.  south 
of  Mermaid  avenue  (Block  No.  7052,  Lot  Nos.  81 
and  82),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
a  business  use. 


118-36-BZ. 

APPLICANT — Carl  Bach,  for  Estate  of  Edward  Bach, 
owner. 

PREMISES — 242-252  St.  Nicholas  avenue,  northeast  cor¬ 
ner  of  West  122nd  street  and  2271-2281  Eighth 
avenue,  northwest  corner  of  West  122nd  street 
(Block  No.  1949,  Lot  No.  29),  Borough  of  Man¬ 
hattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


JUNE  30,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone,  resolution,  Tuesday  morning,  June  30, 
1936,  at  10  o  clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters  : 

cal.  no.  92-36-BZ — Application,  April  6,  1936,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products,  Inc., 
owner,  to  permit  in  a  business  use 
district  the  parking  or  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
109-131  West  50th  street,  north  side, 
and  110-130  West  51st  street,  south 
side,  105  ft.  west  of  Sixth  avenue 
(Block  No.  1003,  Lot  No.  17),  Bor¬ 
ough  of  Manhattan. 

CAL.  NO.  70-36-BZ — Application,  March  25,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Edward  V.  Morand,  ap¬ 
plicant,  on  behalf  of  Carolernesto 
Realty,  Inc.,  and  Frank  Mazzetti,  own¬ 
ers,  to  permit  in  a  business  use  district 
an  open  air  station  for  the  parking  or 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  2692-2708  Jerome 
avenue,  east  side,  316.76  ft.  north  of 
East  Kingsbridge  road  (Block  No. 
3317,  Lot  Nos.  18,  19,  20,  21  and  22), 
Borough  of  The  Bronx. 

cal.  no.  42-36-BZ— Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant ;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 


cal.  no.  44-36-BZ — Application,  February  26,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Leon  Himmelfarbe,  ap¬ 
plicant,  on  behalf  of  First  Congrega¬ 
tional  Church,  owner,  to  permit  partly 
in  a  business  use  district  and  partly 
in  a  residence  use  district  the  use  of  a 
vacant  lot  for  the  parking  or  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1-7  Gramercy  Park  South 
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(East  20th  street)  and  245  Fourth  ave¬ 
nue,  southeast  corner  (Block  No.  875, 
Lot  Nos.  78  and  79),  Borough  of  Man¬ 
hattan. 

cal.  no.  106-36-BZ — Application,  April  23,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Milton  B.  Weissman,  appli¬ 
cant,  on  behalf  of  Washton  Realty 
Corp.,  John  J.  Leavy  and  Margaret  B. 
Leavy,  owners,  to  permit  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  more  than  five 
(5)  motor  vehicles;  premises  4-8  Man- 
gin  street,  east  side,  75  ft.  north  of 
Grand  street  (Block  No.  321,  Lot  Nos. 
29,  30  and  31),  Borough  of  Manhattan. 
HARRIS  H.  MURDOCK,  Chairman. 


JUNE  30,  1936,  2  P.  M. 

Appliances  Submitted  for  Approval 
144-36-SA— Herman  Nelson  Conversion  Oil  Burner. 
184-36-SA— National  Devices  Oil  Burner  and  Pyrolene  Oil 
Burner. 

188-36-SA— Tri-Aire  Oil  Burner,  Models  C-3  and  C-7. 

Material  Submitted  for  Approval 
191-36-SM — Carey  Rocktex  Insulating  Wool. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
30,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

CAL.  NO.  352-29-BZ— Application  of  Leo  Pincus,  applicant, 
on  behalf  of  Rose  Chizner  Realty 
Corporation,  owner,  reopened  March 
10,  1936,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (application 
for  a  garage  for  more  than  five  (5) 
motor  vehicles  and  gasoline  service 
station  on  the  same  premises  previ¬ 
ously  denied  by  the  board)  ;  premises 
212-220  East  98th  street,  southwest 
corner  of  Kings  highway  (Block  No. 
4633,  Lot  No.  34),  Borough  of  Brook¬ 
lyn. 

cal.  no.  47-34-BZ — Application  of  Abrem  Cohen,  applicant 

and  owner,  reopened  June  9,  1936,  for 
consideration  as  to  extension  of  permit 
— re  Application,  granted  under  section 
21  of  the  building  zone  resolution,  per¬ 
mitting  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district, 
the  replacement  of  a  frame  lumber 
shed  with  a  concrete  structure  for  a 
temporary  period  of  two  (2)  years ; 
premises  east  side  of  95th  street,  100 
ft.  north  of  Northern  boulevard  (Block 
No.  1425,  Lot  Nos.  44  and  45),  Corona, 
Borough  of  Queens. 

cal.  no.  65-27-BZ — Application  of  Dunnigan  and  Dusen- 
bury,  applicants,  on  behalf  of  Tree- 


verse  Realty  Corporation,  owner,  re¬ 
opened  June  9,  1936,  for  consideration 
of  an  amendment  to  the  resolution  of 
March  29,  1927,  to  permit  the  erection 
of  a  roof  sign — re  Application,  granted 
under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
south  side  of  West  Tremont  avenue, 
from  University  avenue  to  Andrews 
avenue  (Block  No.  2878,  Lot  No.  200 
and  part  of  Lot  No.  170),  Borough  of 
The  Bronx. 

cal.  no.  66-36-BZ — Application,  March  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuel  Gardstein,  applicant,  on  be¬ 
half  of  Progressive  Synagogue,  owner, 
to  permit  in  a  residence  use  district 
the  extension  of  a  building  (church)  ; 
the  proposed  extension  not  conform¬ 
ing  with  “D”  area  requirements ;  prem¬ 
ises  1515  46th  street,  north  side,  98  ft. 
east  of  15th  avenue  (Block  No.  5433, 
Lot  No.  72),  Borough  of  Brooklyn. 

cal.  no.  59-36-BZ — Application,  March  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Larry  Meltzer  applicant,  on  behalf 
of  May  L.  Haberle,  owner,  to  permit 
in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station;  premises  254-09  Hillside  ave¬ 
nue,  northeast  corner  of  Little  Neck 
parkway  (Block  No.  8766,  Lot  No.  1), 
Bayside,  Borough  of  Queens. 

cal.  no.  191-34-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  The  Hermitage 
Corporation,  owner,  reopened  May  5, 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years ;  premises 
2087  Boston  road,  west  side,  165.08 
ft.  south  of  East  180th  street  (Block 
No.  3137,  part  of  Lot  No.  20),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  138-36-BZ — Application,  May  15,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Louis  Berger 
and  Sol  Berger,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station ; 
premises  1096-1098  Lafayette  avenue 
and  10-16  Patchen  avenue,  southwest 
corner  (Block  No.  1612,  Lot  Nos.  43 
and  44),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JULY  6,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

212-35-BZ. 

APPLICANT — Samuel  Gardstein,  for  Edwin  J.  Long, 
owner. 
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PREMISES — 6501-6507  Fort  Hamilton  parkway  and  948- 
960  65th  street,  southeast  corner  (Block  No.  5750, 
Lot  No.  42),  Borough  of  Brooklyn. 
APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  April  28,  1936), 

TO  PERMIT  in  a  business  use  district  the  occupancy  of  a 
plot  for  sale  and  display  (parking  and  storage) 
of  more  than  five  (5)  new  and  used  motor  vehi¬ 
cles  for  a  temporary  period  of  two  (2)  years. 


1305-25-BZ. 

APPLICANT — Henry  J.  Nurick,  for  Love  Lane  Auto¬ 
motive  Corp.,  owner. 

PREMISES — 42-50  Love  lane  and  1-9  College  place,  north¬ 
west  corner  (Block  No.  236,  Lot  No.  71),  Borough 
of  Brooklyn. 

APPLICATION,  under  sections  7a  and  7e  of  the  build¬ 
ing  zone  resolution  (reopened  February  18,  1936), 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
extension  of  an  existing  garage  for  more  than  five 
(5)  motor  vehicles  (existing  garage  granted  by 
the  board). 


JULY  7,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  July  7, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters  : 


■cal.  no.  351-26-BZ — Application  of  Saul  Goldsmith,  appli¬ 
cant,  on  behalf  of  Edgemont  Realty 
Corporation,  owner,  reopened  March 
31,  1936,  under  sections  7b  and  21  of 
the  building  zone  resolution,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  extension  in 
height  of  an  existing  building  used  for 
business  purposes  (stores)  previously 
granted  by  the  board;  premises  178- 
186  Parkside  avenue  and  333-345 
Ocean  avenue,  southeast  corner  (Block- 
No.  5054,  Lot  No.  6),  Borough  of 
Brooklyn. 


cal.  no.  155-36-BZ — Application,  May  27,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Tobias  Goldstone,  appli¬ 
cant,  on  behalf  of  Herap  Properties, 
Inc.,  and  Simon  Holland,  owners,  to 
permit  the  extension,  from  an  unre¬ 
stricted  use  district  into  a  business  use 
district,  of  an  existing  structural  iron 
works ;  premises  258-280  Lott  avenue, 
540-554  Christopher  avenue,  southwest 
corner  and  821-835  Stone  avenue, 
southeast  corner  of  Lott  avenue  (Block 
No.  3855,  Lot  Nos.  10  and  17),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  414-29-BZ — Application  of  Stella  Cofer  Sartor,  ap¬ 
plicant  and  owner,  reopened  June  9, 
1936,  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit 
partly  in  a  residence  use  district  and 
partly  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 


vehicles ;  premises  970-978  Nostrand 
avenue,  northwest  corner  of  Sullivan 
place  (Block  No.  1305,  Lot  Nos.  46,  47, 
48  and  50),  Borough  of  Brooklyn. 


cal.  no.  88-36-BZ — Application,  April  6,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Arthur  H.  Haaren,  applicant,  on  behalf 
of  Kesbec,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair 
shop  (for  the  testing  of  brakes)  on  an 
existing  gasoline  service  station ;  prem¬ 
ises  3170-3178  Broadway  and  28-34 
Tieman  place,  southeast  corner  (Block 
No.  1981,  Lot  No.  65),  Borough  of 
Manhattan. 


cal.  no.  89-36-BZ — Application,  April  6,  1936,  under  section 
21  of  the  building  zone  resolution  of 
Arthur  H.  Haaren,  applicant,  on  behalf 
of  Kesbec,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair 
shop  (for  the  testing  of  brakes)  on  an 
existing  gasoline  service  station ;  prem¬ 
ises  2409  Jerome  avenue,  west  side,  275 
ft.  north  of  West  184th  street  (Block 
No.  3199,  Lot  No.  106),  Borough  of 
The  Bronx. 


cal.  no.  90-36-BZ — Application,  April  7,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
James  J.  Kearney,  applicant,  on  behalf 
of  Ludolph  Schneider,  owner,  to  per¬ 
mit  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  48-20  40th 
street,  southwest  corner  of  Greenpoint 
avenue  (Block  No.  205,  Lot  No.  25), 
Sunnyside,  Borough  of  Queens. 


cal.  no.  94-36-BZ — Application,  April  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Delson,  Levin  and  Gordon,  appli¬ 
cants,  on  behalf  of  Absar  Realty  Com¬ 
pany,  Inc.,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an 
existing  building  from  residence  to 
business  use  (stores)  and,  also,  the 
erection  of  a  small  extension  for  store 
use;  premises  901  Walton  avenue,  west 
side,  63.40  ft.  north  of  East  161st  street 
(Block  No.  2476,  Lot  No.  91),  Borough 
of  The  Bronx. 


cal.  no.  156-36-BZ — Application.  May  27,  1936,  uncver  sec¬ 
tions  7 a  and  21  of  the  building  zone 
resolution,  of  Joseph  B.  Lynch,  appli¬ 
cant,  on  behalf  of  Colonial  Beacon  Oil 
Co.,  Inc.,  lessee  (long  term  lease),  to 
permit  in  a  business  use  district  the 
extension  in  area  of  an  existing  gaso¬ 
line  service  station ;  premises  1932- 
1938  Coney  Island  avenue  ana  1011- 
1019  Avenue  P,  northwest  corner 
(Block  No.  6617,  Lot  No.  45),  Borough 
of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 
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JULY  7,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

150-36-A— 126-28  41st  street,  south  side,  200  ft.  east  of 
First  avenue  (Block  No.  716,  Lot  Nos.  16  and 
17),  Borough  of  Manhattan. 

173-36-A— 52-64  Warren  street,  south  side,  215  ft.  west  of 
Columbia  street  (Block  No.  303,  Lot  No.  1), 
Borough  of  Brooklyn. 

178-36-A — 723  Seventh  avenue,  northwest  corner  of  West 
48th  street  (Block  No.  1001,  Lot  No.  1),  Bor¬ 
ough  of  Manhattan. 

27-36-A — 145  West  51st  street,  north  side,  125.  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  July 
7,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  722-23-BZ — Application  of  Kavy  and  Kavovitt, 
Inc.,  applicants,  on  behalf  of  Julia 
Hirsch,  owner,  reopened  June  16,  1936, 
for  consideration  as  to  an  extension  of 
time  to  obtain  permits  and  complete 
work — time  having  expired  by  limita¬ 
tion — re  Application,  granted  on  con¬ 
dition,  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an 
existing  garage  for  more  than  five  (5) 
motor  vehicles  (said  garage  granted  by 
the  board)  so  as  to  include  a  gasoline 
service  station ;  premises  2235  Webster 
avenue,  southwest  corner  of  East 
182nd  street  (Block  No.  3143,  Lot  No. 
65),  Borough  of  The  Bronx. 

CAL.  NO.  328-34-BZ — Application  of  S.  Sheldon  Meyers,  ap¬ 
plicant,  on  behalf  of  Max  Mirowitz, 
owner,  reopened  June  16,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein — re  Ap¬ 
plication,  granted  on  condition,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  residence  use 
district  the  change  of  occupancy  of  an 
existing  building  to  a  garage  for  more 


than  five  (5)  motor  vehicles  for  a 
temporary  period;  premises  1449  Vyse 
avenue,  west  side,  100  ft.  south  of 
Jennings  street  (Block  No.  2987,  Lot 
No.  33),  Borough  of  The  Bronx. 

CAL.  NO.  293-17-BZ — Application  of  Vendome  Service  Cor¬ 
poration,  applicant  and  lessee,  on  be¬ 
half  of  Estate  of  Julia  Cameron, 
owner,  City  Bank  Farmers  Trust  Co., 
trustee,  reopened  January  28,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district,  the  change  of  occupancy  of  an 
existing  building  from  a  business 
building  (previously  granted  by  the 
board)  to  a  motor  vehicle  repair  shop 
and  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  403-413  West 
124th  street,  north  side,  100  ft.  west  of 
Morningside  avenue  and  2-4  LaSalle 
place  (Block  No.  1965,  Lot  No.  22), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  10,  1936,  10  A.  M. 

SPECIAL  MEETING 
Appeals  from  Administrative  Orders 

167-36-A — 220  East  51st  street,  south  side,  235  ft.  east  of 
Third  avenue  (Block  No.  1324,  Lot  No.  41), 
Borough  of  Manhattan. 

137-36- A— 115-117  West  45th  street,  north  side,  180  ft.  west 
of  Sixth  avenue;  3rd  and  4th  floors  (Block 
No.  998,  Lot  No.  24),  Borough  of  Manhattan. 

154-36-A — 1410  Rockaway  parkway,  north  side,  170  ft.  west 
of  Glenwood  road  (Block  No.  8165,  Lot  No. 
58),  Borough  of  Brooklyn. 

Buildirig  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  July  10, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  177-36-BZ — Application,  June  10,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  William  I.  Hohauser, 
applicant,  on  behalf  of  Soteros  D. 
Cocalis,  owner,  to  permit  in  a  residence 
use  district  an  exit  from  a  proposed 
theatre  building  located  in  a  business 
use  district;  premises  1143-1151  Ogden 
avenue,  west  side,  107.18  ft.  south  of 
Union  place  and  1144-1152  University 
avenue  (Block  No.  2526,  Lot  No.  95), 
Borough  of  The  Bronx. 

cal.  no.  61-36-BZ— Application,  March  18,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Cromshow,  applicant,  on 
behalf  of  Abraham  B.  Cox,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  1235-1239  Second  avenue  and 
248-252  East  65th  street,  southwest 
corner  (Block  No.  1419,  Lot  Nos.  26 
and  28),  Borough  of  Manhattan. 
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cal.  no.  166-36-BZ — Application,  June  3,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Oscar  Goldschlag,  applicant,  on  behalf 
of  East  River  and  55th  Street  Corpora¬ 
tion,  owner,  to  permit  in  a  residence 
use  district  the  use  of  a  plot  of  ground 
as  a  tennis  court  and  accessory  building 
for  same ;  premises  500  East  55th  street 
and  41  Sutton  place  south,  southeast 
corner  (Block  No.  1371,  Lot  No.  14), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  10,  1936,  2  P.  M. 

SPECIAL  MEETING 
Rules 

353-30-SR — Paint,  Varnish  and  Lacquer  Spraying  Rules, 
Proposed  Revision  of. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JULY  13,  1936,  AT  2  P.  M. 

Building  Zone  Case 

100-36-BZ. 

APPLICANT — The  MacMurray  Holding  Corporation,  for 
Blervie  Corporation,  owner. 

PREMISES — 135-137  West  51st  street,  north  side,  and  130- 
134  West  52nd  street,  south  side,  300  ft.  east  of 


Seventh  avenue  (Block  No.  1004,  Lot  Nos.  13,  14, 
50,  51  and  52),  Borough  of  Manhattan. 
APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


JULY  14,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  July  14, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  8-36-BZ — Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018, 
Lot  No.  1),  Jamaica,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairtnan. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JUNE  23,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  June  16,  1936,  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  June  16,  1936,  were  approved  as  printed  in  Bulletin 
No.  25,  Vol.  XXL 


BUILDING  ZONE  CASES 

72-36-BZ. 

APPLICANT — Rosdniw  Company,  Inc.  (lessee),  for  Es¬ 
tate  of  Thomas  Snell,  owner;  The  Manuiacturers 
Trust  Co.,  trustee. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7b  and  7c  of  the 
building  zone  resolution,  to  permit  the  extension, 
from  a  rental  use  district  into  a  residence  use  dis¬ 
trict,  of  a  business  use  (store)  on  part  of  the  first 
story  of  a  residence  building. 

PREMISES  AFFECTED — 322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner  (Block  No. 
894,  Lot  No.  71),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  W.  D.  Tucker,  Stewart  Forshay, 
James  Reilly  and  W.  D.  Rawlins. 

For  Opposition :  John  P.  Fox. 

AC  riON  OF  BOARD — Laid  over  to  June  26,  1936,  at  10 
a.m.,  for  further  testimony. 


293-17-BZ. 

APPLICANT — Vendome  Service  Corporation  (lessee), 
for  Estate  of  Julia  Cameron,  owner;  City  Bank 
Farmers  Trust  Co.,  trustee. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  from  a  business 
building  (previously  granted  by  the  board  J  to  a 
motor  vehicle  repair  shop  and  garage  for  more 
than  five  (5)  motor  vehicles  (reopened  January 
28,  1936). 

PREMISES  AFFECTED— 403-413  West  124th  street, 
north  side,  100  ft.  west  of  Morningside  avenue  and 
2-4  LaSalle  place  (Block  No.  1965,  Lot  No.  22), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Abraham  Horwitz,  Electus  D. 

Litchfield  and  Harry  S.  Guthait. 

For  Opposition :  Ebben  Schramm,  Irving  S.  Rap- 
paport,  William  J.  Demarest,  William  Adams 
and  Charles  Tilgner,  Board  of  Education. 

ACTION  OF  BOARD— Laid  over  to  July  7,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


39-34-BZ. 

APPLICANT — Hlavac  and  Dlouhy,  for  Little  Neck  In¬ 
vestors,  Inc.,  owner. 

SUBJECT — Application  reopened  May  19,  1936,  for  con¬ 
sideration  as  to  extension  of  permit  and  amend¬ 
ment  of  resolution  of  June  26,  1934 — re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
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previously  granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  residence 
district  the  change  of  occupancy  of  an  existing 
building  to  business  use  (restaurant)  for  a  tem¬ 
porary  period  of  two  (2)  years. 

PREMISES  AFFECTED— Northwest  corner  of  Pem¬ 
broke  avenue  and  Westmoreland  street  (Block 
No.  4118,  Lot  No.  221),  Little  Neck,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Albert  Hlavac  and  Walter  J. 
Murphy. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(39-34-BZ) 

Whereas,  this  application  affecting  premises,  northwest 
corner  of  Pembroke  avenue  and  Westmoreland  street 
(Block  No.  4118,  Lot  No.  221),  Little  Neck,  Borough  of 
Queens,  was  granted  by  the  board  June  26,  1934,  on  certain 
conditions,  time  extended  October  2,  1934  and  January  8, 
1935,  and  applicant  requests  a  two  year  extension  of  the 
permit ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  May  19,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing,  June  23,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  under  section 
21,  permitting  the  existing  building  to  be  used  as  a  public 
restaurant  for  a  period  of  two  years  from  the  date  of  this 
action,  June  23,  1936,  on  condition  that  the  building  shall 
not  be  increased  in  height  or  area ;  that  all  service  shall 
be  within  the  building  and  not  on  the  grounds ;  that  a  legal 
restaurant  permit  shall  be  obtained ;  that  no  application 
shall  be  made  nor  permit  issued  for  the  sale  of  alcoholic 
beverages  other  than  light  wines  and  beer ;  that  the  res¬ 
taurant  shall  not  be  operated  or  permitted  to  remain  open 
after  midnight;  that  the  owner  shall  file  with  this  board 
and  with  the  commissioner  of  buildings  of  the  Borough 
of  Queens  an  agreement  properly  executed  by  the  duly 
authorized  officers  of  the  owning  corporation  setting  forth 
that  this  building  will  be  maintained  at  all  times  in  a 
respectable  manner  and  in  a  way  to  avoid  its  becoming  a 
nuisance  to  the  owners  of  the  neighboring  properties ;  that 
it  will  request  the  neighboring  owners  to  appoint  a  com¬ 
mittee  of  three  to  supervise  in  cooperation  with  the  owner, 
the  operation  of  the  restaurant  to  the  end  that  the  res¬ 
taurant  will  be  operated  so  as  to  obviate  objections  and 
complaints  from  the  nearby  owners ;  also  that  in  the  event 
that  this  committee  finds  that  the  restaurant  is  not  being 
operated  in  that  manner,  that,  upon  the  filing  with  this 
board  of  an  appeal  requesting  the  rescindment  of  the 
resolution  and  a  revocation  of  the  certificate  of  occupancy 
issued  or  to  be  issued  by  the  commissioner  of  buildings, 
this  application  for  revocation  of  permit  and  certificate  of 
occupancy  will  not  be  opposed  by  said  owning  corporation 
in  the  event  that  this  board  finds  that  a  nuisance  exists 
and  that  the  nearby  residents  are  justified  in  their  com¬ 
plaint;  that  such  musical  instruments  as  are  used  on  the 
premises  shall  be  limited  to  stringed  instruments ;  that  no 
parking  of  cars  shall  be  permitted  along  the  southerly  side 
of  Pembroke  avenue ;  that  the  necessary  certificate  of  occu¬ 
pancy  and  the  restaurant  permit  shall  be  obtained. 


1552-21-BZ. 

APPLICANT— Alexander  H.  Rockmore,  for  Beatrice  R. 
Freeman,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
maintenance  of  a  motor  vehicle  repair  shop  (previ¬ 
ously  granted  by  the  board  for  minor  repairs ;  re¬ 
opened  January  14,  1936). 

PREMISES  AFFECTED— 718-720  Coney  Island  avenue, 
west  side,  300  ft.  9)4  in.  north  of  Cortelyou  road 
(Block  No.  5378,  Lot  No.  28),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Alexander  H.  Rockmore  and 
David  Freeman. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commissioner 


Blum  and  Assistant  Chief  Walsh .  3 

Negative:  Commissioner  Savage .  1 

Absent  .  U 

THE  RESOLUTION— 

(1552-21-BZ) 


Whereas,  David  W.  Freeman,  for  Beatrice  R.  Freeman, 
owner,  filed  July  18,  1921,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  use  district  the 
maintenance  of  a  motor  vehicle  repair  shop ;  premises  718- 
720  Coney  Island  avenue,  west  side,  300  ft.  9)4  in.  north  of 
Cortelyou  road  (Block  No.  5378,  Lot  No.  28),  Borough  of 
Brooklyn ;  and 

Whereas,  this  application  was  dismissed  for  lack  of 
prosecution  December  6,  1921,  reopened  July  27,  1922,  and 
withdrawn  November  14,  1922;  and 

Whereas,  the  owner,  through  her  agent,  Alexander  H. 
Rockmore,  requested  a  reopening  of  this  case ;  and 

Whereas,  the  case  was  reopened  January  14,  1936  by 
vote  of  the  board ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  23,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Coney  Island  avenue  is  in  a 
business  district ;  East  Ninth  street  is  in  a  residence  and 
business  district ;  Cortelyou  road  is  in  a  business  district 
and  Avenue  C  is  in  a  residence  and  business  district and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  13,  1936,  re  Applic.  No.  2256-1936,  reads: 

“Use  of  acetylene  torch  and  oxygen  tanks  in  connec¬ 
tion  with  present  auto  repair  shop  to  be  referred  to 
Board  of  Standards  and  Appeals,  as  the  use  was 
granted  by  the  above  body.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  40  ft.  1  in.  and  a  depth  of  approximately 
100  ft. ;  the  building  in  question  is  located  at  the  rear  of 
the  plot ;  is  non-fireproof,  one  story  in  height,  40  ft.  by  25 
ft.  in  area ;  it  is  proposed  to  occupy  it  as  a  motor  vehicle 
repair  shop  using  acetylene  torch  and  oxygen  tanks ;  and 
Whereas,  a  committee  of  the  board  visited  these  prem¬ 
ises  prior  to  the  hearing  in  order  to  be  informed;  and 
Whereas,  in  view  of  the  action  of  the  board  under  1338- 
22-A  and  the  misunderstanding  created  thereby,  resulting 
in  permits  having  been  issued  thereafter  by  the  fire  com¬ 
missioner,  permitting  repairing  of  motor  vehicles,  the  board 
deemed  that  the  applicant  had  substantiated  his  basis  of 
appeal  of  temporary  hardship  under  section  21  of  the  build¬ 
ing  zone  resolution  and  was,  therefore,  entitled  to  tem¬ 
porary  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
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21,  for  a  period  of  five  years,  to  permit  the  rear  existing 
building  to  be  used  as  a  motor  vehicle  repair  shop,  on  con¬ 
dition  that  no  work  shall  be  carried  on  other  than  by  use 
of  manual  tools  and  machine  tools  not  requiring  motor 
power  greater  than  l/2  h.p. ;  that  other  than  the  repair  work 
permitted  within  this  rear  repair  shop  building,  no  repair¬ 
ing  shall  be  permitted  on  the  premises  and  the  balance  of 
the  premises  shall  be  used  and  occupied  for  conforming 
use  only;  that  all  permits  shall  be  obtained  within  three 
months  from  the  date  of  this  action. 


37-36-BZ. 


APPLICANT — Nordlinger,  Riegelman  and  Cooper,  for 
Joseph  P.  Day,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  and, 
also,  the  parking  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 2-12  Neptune  avenue,  south¬ 
west  corner  of  Shore  boulevard  (Block  No.  7516, 
Lot  No.  35),  Borough  of  Brooklyn. 
APPEARANCES— 


For  Applicant :  Leopold  A.  Halperin. 

For  Opposition :  Harry  Naslow,  Dr.  A.  Bockar, 
C.  R.  McConnell,  Frank  A.  Vellanti  and  Ar¬ 
thur  R.  Ebel,  Department  of  Public  Works. 
ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 


THE  RESOLUTION— 

(37-36-BZ) 

Whereas,  Nordlinger,  Riegelman  and  Cooper,  for  Jo¬ 
seph  P.  Day,  Inc.,  owner,  filed  February  20,  1936,  an 
application  under  the  building  zone  resolution  to  permit 
partly  in  a  business  use  district  and  partly  in  a  residence 
use  district  the  erection  and  maintenance  of  a  gasoline 
service  station  and  also,  the  parking  of  more  than  five  (5) 
motor  vehicles;  premises:  2-12  Neptune  avenue,  southwest 
corner  of  Shore  boulevard  (Block  No.  7516,  Lot  No.  35), 
Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  23,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Neptune  avenue  is  in  a 
business  district ;  Shore  boulevard  is  in  a  business  and 
residence  district ;  East  14th  street  is  in  a  business  and 
residence  district;  Brighton  11th  street  is  in  a  residence 
and  business  district  and  Cass  place  is  in  a  residence  and 
business  district ;  and 

W  hereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  21,  1936,  re  N.B.  Applic.  No.  538-1936, 
reads : 

“Proposed  gasoline  service  station  and  parking  of 
automobiles  partly  in  a  business  use  and  partly  in  resi¬ 
dential  districts,  are  contrary  to  Sec.  4-a  of  Zone 
Resolution.” 
and 


Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  approximately  143  ft. 
on  Neptune  avenue,  30  ft.  3  in.  on  Shore  boulevard  and  a 
length  of  approximately  453  ft.  along  the  west  lot  line ; 
it  is  proposed  to  erect  upon  the  north  portion  of  the  plot  a 
one-story  structure  46  ft.  9  in.  by  25  ft.  9  in.,  irregular  in 
area,  to  be  occupied  as  office  and  lubritorium  and  also  to 
install  the  necessary  tanks  and  pumps  for  a  gasoline  ser¬ 
vice  station ;  it  is  proposed  to  use  the  south  part  of  the 


plot  as  a  parking  space  for  more  than  five  motor  vehicles. 
Ihe  north  part  of  the  plot  is  in  a  business  district  and 
(except  for  a  small  gore)  the  remainder  of  the  plot  is  in  a 
residence  use  district;  and 

Whereas,  the  premises  in  question  were  inspected  by  a 
committee  of  the  board  prior  to  the  hearing  so  as  to  be 
informed;  and 

Whereas,  the  board  deemed  that  in  view  of  the  facts 
presented  it  was  without  power  to  grant  the  relief  sought 
under  the  decision  of  the  Court  of  Appeals  in  the  matter 
of  Y.M.H.A.  vs.  the  Board,  Tilly  Levy  vs.  the  Board  and 
the  recent  decision  of  the  Appellate  Division  of  the  First 
Department  in  Mayberg  vs.  the  Board  in  that  no  hardship 
had  been  shown  or  proven  to  present  the  basis  for  the 
Board’s  exercising  its  discretion  under  section  21. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


S0-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Ammek  Realty 
Corporation,  owner. 

SUBJ  ECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
alteration  and  change  of  occupancy  of  part  of  the 
first  story  of  an  existing  multiple  dwelling  from 
residence  to  business  use  (stores). 

PREMISES  AFFECTED — 1398  Grand  Concourse  and  204 
East  1 70th  street,  southeast  corner  (Block  No. 
2831,  Lot  No.  48),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Max  Siegel. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  o 


THE  RESOLUTION— 

(80-36-BZ) 

W  hereas,  Scacchetti  &  Siegel,  for  Ammek  Realty  Cor¬ 
poration,  owner,  filed  March  28,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  residence  use 
district  the  alteration  and  change  of  occupancy  of  part  of 
the  first  story  of  an  existing  multiple  dwelling  from  resi¬ 
dence  to  business  use  (stores)  ;  premises:  1398  Grand  Con¬ 
course  and  204  East  1 70th  street,  southeast  corner  (Block 
No.  2831,  Lot  No.  48),  Borough  of  The  Bronx;  and 

W’hereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  23,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  in  a 
residence  district,  East  170th  street  is  in  a  residence  and 
business  district  and  Sheridan  avenue  is  in  a  residence  and 
business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  26,  1936,  re  Alt.  Applic.  No.  140-1936, 
reads : 

“1.  Stores  proposed  are  unlawful.  Sec.  2,  Article 
IT,  Zone  Resolution.  Note— our  records  indicate  build¬ 
ing  to  be  in  a  “residence  district.” 

and 

W^hereas,  the  building  is  of  non-fireproof  construction 
6  stories  in  height,  with  a  frontage  of  115  ft.  on  Grand 
Concourse  and  90  ft.  on  East  1 70th  street,  occupied  as  a 
multiple  dwelling;  it  is  proposed  to  alter  and  to  change  the 
occupancy  of  part  of  the  1st  story  (along  East  170th  street) 
of  the  existing  apartment  house  from  residence  use  to  five 
(5)  stores;  and 
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Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21,  permitting  the  basement  space  along  East  170th  street 
to  be  used  for  business  purposes  for  retail  stores,  on  con¬ 
dition  that  this  area  so  devoted  to  business  shall  be  sep¬ 
arated  from  the  balance  of  the  building  by  walls  of  fire¬ 
proof  construction  and  that  unless  the  ceilings  of  this 
basement  space  are  of  fireproof  construction  they  shall  be 
fire-retarded  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals ;  that  there  shall  be  no  openings 
from  these  stores  into  any  other  part  of  the  building ;  that 
no  portion  of  the  business  space  shall  be  nearer  to  Grand 
Concourse  than  25  ft.,  as  shown ;  that  the  occupancy  of 
these  stores  shall  be  restricted  against  meat  markets,  fish 
markets  and  delicatessen  stores,  bakeries  having  ovens  and 
any  other  use  considered  objectionable  by  the  commissioner 
of  buildings ;  that  there  shall  be  no  factory  work  carried 
on  in  this  space ;  that  there  shall  be  no  signs  advertising 
business  uses  extending  over  the  building  line  of  East  170th 
street  and  no  signs  other  than  along  the  frontage  hereby 
permitted  for  business  uses,  such  signs  to  be  restricted  to 
signs  painted  on  the  plate  glass  show  windows  and  doors 
of  the  stores  and  excluding  Neon  signs  visible  from  the 
street ;  that  all  permits  shall  be  obtained  and  all  work 
completed  within  nine  months  from  the  date  of  this  action. 


424-19-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Henry  W. 
Newman,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
alteration  and  change  of  occupancy  of  part  of  a 
garage  for  more  than  five  (5)  motor  vehicles 
(previously  granted  by  the  board)  so  as  to  include 
a  gasoline  service  station  (reopened  September  24, 
1935). 

PREMISES  AFFECTED— 2275-2291  Bedford  avenue  and 
2301-2309  Albemarle  road,  northeast  corner  (Block 
No.  5110,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Edwin  H.  Snackenberg  ana  Wil¬ 
liam  Newman. 

For  Opposition:  Charles  H.  Breitbart,  August  H. 
Gunther  and  Charles  Tilgner,  Board  of  Edu¬ 


cation. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 


THE  RESOLUTION— 

(424-19-BZ) 

Whereas,  on  August  5,  1919,  the  board  granted  a  varia¬ 
tion  in  the  application  of  the  use  district  regulations  of  the 
building  zone  resolution  to  permit  in  a  business  use  district 
the  erection  of  a  garage  for  more  than  five  motor  vehicles ; 
premises :  2275-2291  Bedford  avenue  and  2301-2309  Albe¬ 
marle  road,  northeast  corner  (Block  No.  5110,  Lot  No.  1), 
Borough  of  Brooklyn ;  and 

Whereas,  this  garage  was  erected  and  the  owner  re¬ 
quested  a  reopening  of  the  case  to  permit  in  a  business  use 
district  the  alteration  and  change  of  occupancy  of  a  por¬ 
tion  of  the  garage  to  a  gasoline  service  station ;  and 

Whereas,  this  case  was  reopened  by  vote  of  the  board 
September  24,  1935  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing  June  23,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Albemarle  road  is  a  business 
use  district,  Bedford  avenue  a  business  use  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  February  27,  1936,  rendered  use  acting  on  Applica¬ 
tion  No.  2252-36,  reads: 

“Proposed  gasoline  service  station  to  be  located  in 
a  business  use  district  is  contrary  to  Art.  II,  Sect.  4a 
of  the  Zone  Resolution.” 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  141  ft.  2 
in.  on  Bedford  avenue  and  92  ft.  on  Albemarle  road,  occu¬ 
pied  as  a  garage  for  more  than  five  motor  vehicles.  It  is 
proposed  to  remove  part  of  the  street  walls  on  the  Bedford 
avenue  and  also  Albemarle  road  frontages  of  the  existing 
garage,  to  construct  walls  set  back  25  ft.  from  the  Bedford 
avenue  building  line  and  to  use  the  resulting  space  as  a 
gasoline  service  station — 121  ft.  2  in.  by  25  ft.  in  area;  and 

Whereas,  the  premises  under  appeal  were  inspected  by 
a  committee  of  the  board  so  as  to  be  informed  prior  to 
this  hearing;  and 

Whereas,  in  the  opinion  of  the  board  hardship  has  not 
been  proven  under  section  21  to  justify  the  creation  of  a 
gasoline  selling  station  other  than  the  present  permission 
to  store  and  sell  gasoline  wdthin  the  building  and  that  the 
additional  income  expected  from  such  gasoline  station  does 
not  warrant  granting  of  a  variation  in  view  of  the  objec¬ 
tion  raised  and  the  fact  that  since  1919  the  garage  erected 
under  a  zoning  variance  granted  at  that  time  by  the  board 
has  been  profitably  operated  and  has  not  until  now  sought 
this  additional  variance  in  order  to  increase  income. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
he  and  it  hereby  is  denied. 


Adjourned,  3  :30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JUNE  23,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

61-36-BZ. 

APPLICANT — John  J.  Cromshow,  for  Abraham  B.  Cox, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7e  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED- — 1235-1239  Second  avenue  and 
248-252  East  65th  street,  southwest  corner  (Block 
No.  1419,  Lot  Nos.  26-28),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Arthur  Byrnes. 

For  Opposition:  John  W.  Crudon. 

ACTION  OF  BOARD — Laid  over  to  July  10,  1936,  at  10 
a.m.,  for  final  disposition.  Applicant  not  present ; 
applicant  to  submit  proposed  lease. 


166-36-BZ. 

APPLICANT — Robert  Dolman,  lessee. 

SUBJECT — Request  for  preferential  hearing— re  Applica¬ 
tion  (re  decision  of  the  commissioner  of  build¬ 
ings)  under  section  21  of  the  building  zone  reso¬ 
lution,  to  permit  in  a  residence  use  district  the  use 
of  a  plot  of  ground  as  a  tennis  court  and  accessory 
building  for  same. 

PREMISES  AFFECTED— 500  East  55th  street  and  41 
Sutton  place  south,  southeast  corner  (Block  No. 
1371,  Lot  No.  14),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Joseph  Lazerus. 

ACTION  OF  BOARD — Preferential  hearing  granted — 
calendar  call  waived  and  set  for  hearing  July  10, 
1936,  at  10  a.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  not  later 
than  June  26,  1936.  Such  notice  to  include  instruc¬ 
tions  to  property  owners  that  objections  or  con¬ 
sents  shall  be  filed  with  the  board  not  later  than 
July  3,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


27-33-BZ. 

APPLICANT — Kennedy  &  Ellner,  for  Joseph  Moss, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station  (reopened  September  10,  i935). 

PREMISES  AFFECTED— 212-31  115th  avenue,  114-30 
Springfield  boulevard,  northwest  corner  (Block 
No.  1949,  Lot  No.  1),  St.  Albans,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Dismissed  for  lack  of  prosecu¬ 
tion. 


THE  VOTE  TO  DISMISS— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(27-33-BZ) 

Whereas,  this  application  affecting  premises  212-31  115th 
avenue  and  114-30  Springfield  boulevard,  northwest  corner 
(Block  No.  1949,  Lot  No.  1),  St.  Albans,  Borough  of 
Queens,  was  reopened  by  the  board  on  September  10,  1935, 
subject  to  usual  procedure;  and 

Whereas,  the  applicant  failed  to  complete  his  papers  al¬ 
though  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


141-33-BZ. 

APPLICANT — Archie  H.  Samuels,  for  Elsie  J.  Hassall, 
owner. 

SUBJECT — Application  reopened  June  2,  1936,  for  further 
hearing  by  Order  of  the  Court — re  Application 
(decision  of  the  superintendent  of  buildings)  un¬ 
der  section  21  of  the  building  zone  resolution,  to 
permit  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (applica¬ 
tion  denied  under  section  21). 

PREMISES  AFFECTED — Northwest  corner  of  Farmers 
boulevard  and  143rd  road  (Block  No.  3238,  Lot 
No.  109),  Springfield,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  Archie  H.  Samuels. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

.  Absent  .  0 


THE  RESOLUTION— 

(141-33-BZ) 

Whereas,  Archie  H.  Samuels,  substituted  for  Robert  F. 
Collyer  for  Elsie  J.  Hassall,  owner,  filed,  April  14,  1933, 
an  application,  under  section  7F  and  21  of  the  building  zone 
resolution;  amended  December  19,  1933,  under  section  7f, 
to  permit  in  a  business  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station;  premises  northwest 
corner  of  Farmers  boulevard  and  143rd  road  (Block  No. 
3238,  Lot  No.  109),  Springfield,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  December  27,  1933,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Farmers  boulevard  is  in  a 
business  district;  174th  street  is  in  a  residence  district, 
and  143rd  road  is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  3,  1933  (N.  B.  490-1933),  reads: 

“The  erection  of  a  gasoline  service  station  in  a  busi¬ 
ness  district  is  contrary  to  Art.  2,  Sec.  4,  Subdiv.  46  of 
the  Building  Zone  Resolution.  Not  further  examined.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  120  ft.  on  Farmers  boulevard,  52  ft.  on 
143rd  road  and  106  ft.  on  174th  street,  upon  which  it  is 
proposed  to  erect  a  one-story  office  and  grease  pits  struc¬ 
ture,  19  ft.  by  55  ft.,  and  to  install  the  necessary  tanks  and 
pumps  for  a  gasoline  service  station ;  and 
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Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  and  report  by  a  comittee  of  the  board,  and  report  of 
said  inspection  was  read  at  the  hearing;  and 

Whereas,  the  report  recommended  the  denial  of  this 
application ;  and 

Whereas,  this  application  was  denied  Dec.  27,  1933  and 
remitted  to  the  board  for  further  consideration ;  and 
Whereas,  this  application  was  reopened  and  restored  to 
Calendar  by  vote  of  the  board  June  2,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  reopened 
application  by  the  Board  of  Standards  and  Appeals  at  its 
regular  meeting  June  23,  1936  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals;  and 

Whereas,  a  committee  of  the  board  has  inspected  these 
premises  since  the  matter  was  referred  back  to  the  board 
by  the  Court  and  in  view  of  the  additional  evidence  sub¬ 
mitted,  the  committee  recommends  that  this  application  be 
granted  under  section  21  of  the  building  zone  resolution 
for  a  period  of  ten  years ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  21  for 
a  temporary  period. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  in  view  of  the  matter  having  been  referred  back 
by  the  court  for  the  taking  of  additional  testimony,  and 
in  view  of  the  additional  testimony  taken,  for  a  period  of 
ten  years,  to  permit  the  premises  under  appeal  to  be  occu¬ 
pied  as  a  gasoline  service  station,  on  condition  that  the 
plot  shall  be  levelled  substantially  to  the  grade  of  Farmers 
boulevard ;  that  the  plans  showing  the  proposed  layout 
shall  be  submitted  to  the  board  for  examination  prior  to 
filing  with  the  Commissioner  of  Buildings ;  that  upon  the 
filing  of  such  plans,  such  additional  conditions  shall  be 
imposed  as  are  considered  desirable. 


335-35-BZ. 

APPLICANT — Paul  R.  Silverstein,  for  Anna  Gidseg, 
owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  7c  of  the  building  zone 
resolution,  permitting  the  extension  from  an  un¬ 
restricted  use  district  into  a  residence  use  district 
of  a  proposed  warehouse,  garage  for  more  than 
five  (5)  motor  vehicles  and  a  loading  platform. 

PREMISES  AFFECTED— 167-03  to  167-09  108th  road, 
north  side,  117  ft.  5  in.  west  of  Merrick  road;  108- 
18  Merrick  road,  west  side,  20  ft.  north  of  108th 
road  (Block  No.  1241,  Lot  Nos.  15-18),  Jamaica, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Paul  R.  Silverstein. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . . . 4 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION— 

(335-35-BZ) 


Whereas,  Paul  R.  Silverstein.  for  Anna  Gidseg,  owner., 
filed,  November  22,  1935,  an  application  under  the  building 


zone  resolution  to  permit  the  extension  from  unrestricted 
to  a  residence  district  of  a  proposed  warehouse,  garage  for 
more  than  five  (5)  motor  vehicles  and  a  loading  platform, 
premises:  167-03  to  167-09  108th  road,  north  side,  117  ft. 

5  in.  west  of  Merrick  road;  108-18  Merrick  road,  west  side, 
20  ft.  north  of  108th  road  (Block  No.  1241,  Lot  Nos.  15- 
18),  Jamaica,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  108th  road  is  in  a  residence 
business  and  unrestricted  district;  167th  street  is  in  a 
residence  district;  108th  avenue  is  in  a  residence  and 
unrestricted  district ;  and  Merrick  road  is  in  a  business  and 
unrestricted  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered,  dated  November  1,  1935,  re  Application  No. 
4417,  reads: 

“The  erection  of  a  one  story  warehouse,  garage  for 
five  motor  vehicles  and  a  loading  platform  in  a  resi¬ 
dence  district  is  contrary  to  Art.  2,  section  3  of  the 
building  zone  resolution  (not  further  considered). 

and  ...  i 

Whereas,  the  commissioner  of  buildings  on  May  7,  1936, 
issued  the  following  decision : 

“Your  request  of  even  date  for  a  Certificate  of 
Occupancy  covering  the  premises  108-18  Merrick  road 
for  use  as  a  warehouse  and  office  is  rejected  for  the 
reason  that  the  rear  portion  thereof  extends  into  a 
residence  district  and  it  is  contrary  to  section  3  of 
the  Building  Zone  Regulation  to  use  residential  prop¬ 
erty  for  a  business  use.” 

and 

Whereas,  on  May  8,  1936,  the  applicant  amended  his 
application  so  as  to  include  that  portion  at  the  rear  of 
premises  108-18  Merrick  road,  which  extends  into  a  resi¬ 
dence  district,  so  as  to  permit  the  extension  of  the  business 
use  throughout  the  building ;  and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  96  ft.  and  a  depth 
of  100  ft.,  to  be  occupied  as  a  warehouse,  garage  for  five 
(5)  motor  vehicles  and  loading  platform;  and 
Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  on  April  30,  1936,  which 
committee  recommended  the  granting  of  this  application 
under  certain  conditions  ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  7-c  of  the 
building  zone  resolution,  and  was,  therefore,  entitled  to 
relief ;  and 

Whereas,  this  application  zvas  granted  by  the  board 
May  12,  1936,  on  certain  conditions,  and  applicant  requested 
an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  7-c,  permitting  the  rear  portion  of  the  existing  build¬ 
ing  on  Lot  15,  Block  1241,.  to  be  used  for  business  purposes 
in  conjunction  with  the  use  and  occupancy  of  the  existing 
building  on  this  plot  and  permitting  the  erection  of  the 
proposed  one-story  storehouse  building,  as  indicated  on 
plans  filed  with  this  appeal,  on  condition  that  this  building 
shall  be  constructed  on  the  southerly,  westerly  and  north¬ 
erly  elevations  of  face  brick  with  stone  and  terra  cotta 
coping;  that  there  shall  be  no  windows  on  any  of  the 
interior  lot  line  walls  opening  upon  adjacent  property; 
that  the  roof  may  be  of  wood  beams  and  wood  boarding 
supported  on  steel  girders  and  columns,  provided  the 
ceiling  throughout  is  fire-retarded  in  accordance  with  the 
fire-retarding  rules  of  the  Board  of  Standards  and  Appeals 
and  provided  the  roof  weather  surfacing  is  of  non-inflam¬ 
mable  material ;.  that  the  skylights  shall  have  metal  frames 
and  sash  and  be  glazed  with  thin  glass  with  screens  over 
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and  under  and  no  part  of  any  skylight  shall  be  nearer 
than  6  ft.  to  the  interior  lot  line;  that  the  floor  of  the 
garage  shall  be  concrete  and  there  shall  be  no  cellar  or 
other  open  excavation  under  same;  that  the  loading  space 
for  automobiles  shall  be  floored  with  concrete  and  the 
doors  to  such  loading  space  may  be  of  wood;  that  the 
occupancy  of  this  story  shall  be  of  incombustible  material, 
consisting  of  stoves,  plumbing  fixtures  and  similar  ma¬ 
terial;  that  in  the  event  that  the  owner  desires  to  construct 
the  cellar  under  this  building  for  storage  only  of  incom¬ 
bustible  materials,  such  cellar  and  areaways  for  light  and 
ventilation  therefor  may  be  constructed  on  condition  that 
no  cellar  shall  be  located  under  the  loading  space  where 
automobiles  are  to  be  stored;  that  the  stairways  for  en¬ 
trance  to  this  cellar  shall  be  legally  enclosed;  that  any 
windows  installed  for  light  and  ventilation  shall  have  metal 
frame  and  sash;  that  if  any  heating  is  installed  it  shall  be 
located  toward  the  westerly  side,  away  from  the  portion 
occupied  for  the  storage  of  cars  and  entirely  separated 
from  the  balance  of  the  cellar  by  fireproof  construction 
and  enterable  only  from  the  exterior  of  the  building;  that 
no  gasoline  shall  be  permitted  on  premises  other  than  that 
in  the  tanks  of  automobiles  and  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  from 
May  12,  1936. 


110-35-BZ. 

APPLICANT — Cabin  Holding  Corporation,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  erection  and  maintenance  of  a  business  build¬ 
ing  (stores). 

PREMISES  AFFECTED — 2206-2210  Grand  Concourse 
and  200  East  182nd  street,  southeast  corner  (Block- 
No.  3157,  Lot  No.  32),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  David  Lind. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  n 


THE  VOTE  TO  EXTEND  TIME—'' 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . .  4 

Negative  . y 

Absent  . 0 

THE  RESOLUTION— 


(110-35-BZ) 

Whereas,  this  application  affecting  premises  2206-2210 
Grand  Concourse  and  200  East  182nd  street,  southeast 
corner.  (Block  No.  3157,  Lot  No.  32),  Borough  of  The 
Bronx,  was  granted  by  the  board  July  2,  1935,  on  certain 
conditions,  and  applicant  requests  an  extension  of  time  to 
complete  the  work.- 

Resolved*  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend,  resolution  adopted  by  the  board  on  July  2, 
1935,  only  so  far  as  it  has  reference  to  the  completion  of 
work,  so  that  as,  amended  this  portion  of  resolution  shall 
read:  "f'  :: 

•  •  J  ‘  t.; '  *  j 

‘  In  view  of  statements  by  owner’s  representative 
that  all  plans  have  been  filed  with  the  commissioner  of 
buildings  and  approved,  that  all  work  shall  be  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
action.” , , 

and  that  other  than  as  amended  herein  the  resolution 
adopted  -bfi  •  the  board  on  July -2,  1935,  shall  be  complied 
with  in  all  respects.  ’£>$■.> 


64-32-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Anna  Weiss, 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— (e  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  partly  in  a  business  district 
and  partly  in  a  residence  use  district  the  erection 
and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — Southwest  corner  of  White 
Plains  avenue  and  East  223rd  street  (Block  No. 
4824,  Lot  Nos.  1  and  82)  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Edwin  Snackenberg. 

ACTION  OF  BOARD — Application  reopened  and  time  ex¬ 
tended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  o 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  o 

THE  RESOLUTION— 

(64-32-BZ) 


Whereas,  this  application  affecting  premises  southwest 
corner  of  White  Plains  avenue  and  East  223rd  street 
(Block  No.  4824,  Lot  Nos.  1  and  82),  Borough  of  The 
Bronx,  was  granted  by  the  board  July  17,  1934,  on  certain 
conditions,  time  extended  July  9,  1935,  and  applicant  re¬ 
quested  a  further  extension  of  time  to  complete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  17,  1934,  in  view  of 
statement  by  applicant  that  plans  have  been  filed  with  the 
commissioner  of  buildings  and  approved  by  him,  and  the 
work  has  been  about  70  per  cent  completed,  to  extend  the 
time  within  which  to  complete  all  work  to  within  six 
months  from  the  date  of  this  amended  resolution,  on  con¬ 
dition  that  other  than  as  amended  herein  the  resolution 
adopted  by  the  board  on  July  17,  1934,  shall  be  complied 
with  in  all  respects. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

154-36- A. 

APPLICANT — J.  J.  Morro,  for  Sarah  Goldin,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 1410  Rockaway  parkway,  north 
side,  170  ft.  west  of  Glenwood  road  (Block  No. 
8165,  Lot  No.  58),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  J.  Morro. 

For  Administration  :  Mr.  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  July  10,  1936,  at  10 
a.m.,  on  request  of  representative  of  commissioner 
of  buildings.  Applicant  concurring. 


167-36-A.  • 

APPLICANT — 220  East  51st  Street  Corp.,  owner. 
SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AP'FECTED — 220  East  51st  street,  south  side, 
235  ft.  east  of  Third  avenue  (Block  No.  1324,  Lot 
No.  41),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  None. 
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For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  July  10,  1936,  at  10 
a.m.  No  appearance  for  applicant. 


137-36- A. 

APPLICANT— 115  West  45th  Street  Corporation,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 115-117  West  45th  street,  north 
side,  180  ft.  west  of  Sixth  avenue;  3rd  and  4th 
floors  (Block  No.  998,  Lot  No.  24),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  James  Bernson. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  July  10,  1936,  at  10 
a.m.,  on  request  of  applicant. 


161 -36- A. 

APPLICANT — Stern  Bros.,  lessees. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings  and  the  Board  of  Buildings. 
PREMISES  AFFECTED— 31-45  West  42nd  street,  north 
side,  208  ft.  east  of  Sixth  avenue,  36-68  West  43rd 
street  and  1110-1116  Sixth  avenue,  southeast  corner 
(Block  No.  1258,  Lot  No.  9),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  Gilbert  Lazarus  and  H.  C.  Bow¬ 
man. 

For  Administration:  Assistant  Engineer  Becker, 
Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum .  3 

Negative:  Assistant  Chief  Walsh .  1 

Absent  .  0 


THE  RESOLUTION— 


(161 -36- A) 

Whereas,  Stern  Brothers,  lessees,  filed  June  1,  1936,  an 
appeal  from  decisions  of  the  commissioner  of  building^ 
and  the  Board  of  Buildings  affecting  premises  31-45  West 
42nd  street,  N.S.  208  ft.  East  of  6th  avenue,  36-68  West 
43rd  street  and  1110-1116  6th  avenue,  southeast  corner, 
(Block  No.  1258,  Lot  No.  9),  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  April  30,  1936,  Application  No.  1078-1936,  reads: 

“2.  Escalator  should  be  enclosed  with  partitions 
of  fireproof  material  as  per  Sec.  153  of  B.  C.” 

and 


Whereas,  the  decision  of  the  Board  of  Buildings,  dated 
May  7,  1936,  reads : 

“A-198-36 


May  7,  1936 

BOARD  OF  BUILDINGS 
APPEAL  FROM  ADMINISTRATIVE  ORDER 


APPELLANT— Jno.  B.  Snook  &  Sons,  299  Broadway, 
New  York,  N.  Y. 

SUBJECT — Appeal  from  order  and  decision  of  the 
commissioner  of  building,  Department  of 
Buildings,  Borough  of  Manhattan. 

PREMISES  AFFECTED— 35-45  West  42nd  street, 
38-68  West  43rd  street,  1110-1116  Sixth  ave¬ 
nue,  Borough  of  Manhattan.  Alt.  Application 
No.  1078-36. 

APPEARANCES— Mr.  Thomas  E.  Snook;  Mr.  Bates 
and  Mr.  Beardsley,  representing  the  Otis  Ele¬ 
vator  Company. 

ACTION  OF  THE  BOARD— Appeal  granted  on 
condition. 


THE  VOTE  TO  GRANT— 

Affirmative  Chairman  Fassler,  Commissioners 

Keller,  Reville  and  Langworthy .  4 

Negative  .  0 

Absent:  Commissioner  Thatcher .  1 


THE  RESOLUTION— 

Whereas,  on  Maj  5,  1936,  John  B.  Snook  &  Sons, 
architects,  acting  for  the  owners,  filed  an  appeal  ,rom 
order  and  decision  of  the  Commissioner  of  Buildings, 
Borough  of  Manhattan;  said  order  reads  as  follows: 

“Escalator  should  be  enclosed_with  partitions  cf 
fireproof  material  as  per  Sec.  153  of  Bldg.  Code,” 

and  _  . 

Whereas,  Mr.  Bates  and  Mr.  Beardsley  of  the  Otis 
Elevator  Company  and  Mr.  Thomas  E  Sncok,  repre¬ 
senting  the  architects,  acting  for  the  owner,  appeared 
before  the  board  on  May  7,  1936;  and 

Whereas,  a  scale  model  of  the  proposed  installation 
of  the  escalators  was  presented  by  the  board  ;  and 

Whereas,  after  a  discussion  of  section  153  of  the 
Building  Code  and  an  examination  of  the  scale  model 
it  was  the  consensus  of  opinion  of  the  board  that  the 
provisions  of  section  153  of  the  Code  are  applicable 
and  that  an  enclosure  as  required  in  this  section  shall 
be  provided  ;  and 

Whereas,  it  was  also  the  consensus  of  opinion  of 
the  board  that  the  spirit  of  the  law  is  upheld,  public 
safety  secured  and  substantial  justice  done; 

Resolved,  that  the  order  and  decision  of  the  Com¬ 
missioner  of  Buildings,  Borough  of  Manhattan,  be  and 
it  hereby  is  modified  and  the  appeal  be  and  hereby  is 
granted  on  condition  that  the  plans  on  file  in  the  De¬ 
partment  of  Buildings,  Borough  of  Manhattan,  is 
amended  to  show  that  the  escalators  will  be  enclosed 
either  at  the  upper  or  lower  floor  landings  with  fire¬ 
proof  material  and  fireproof,  self-closing  doors  to  be 
provided,  and  wherever  a  sash  is  being  used  it  must 
be  constructed  of  metal  and  wire  plate  glass  and  on 
the  condition  that  an  additional  scale  model  be  filed 
with  the  Board  of  Buildings  showing  such  enclosure.” 
and  _  . 

Whereas,  the  building  erected  in  1913,  is  fireproof,  8 
stories  and  basement  in  height,  having  a  frontage  of  442 
ft.  on  West  43rd  street,  234  ft.  on  West  42nd  street  and 
a  depth  of  200  ft.  10  in.,  equipped  with  a  sprinkler  and 
also  a  standpipe  system;  OCCUPIED  as  a  department 
store — sub-baseemnt  machine  room  and  supplies,  3  per¬ 
sons ;  basement,  selling,  delivery  and  lockers,  1,000;  first 
floor,  selling,  4,000  persons;  2nd  floor,  selling,  offices,  750 
persons;  3rd  floor,  selling,  1,000;  4th  floor,  selling  90  per 
cent,  work  room  10  per  cent,  500  persons ;  5th  floor,  sell¬ 
ing  75  per  cent,  stock  room  25  per  cent,  900  persons ;  6th 
floor,  warehouse,  1,000  persons;  7th  floor,  sales,  500  per¬ 
sons;  8th  floor,  stock  room,  600  persons;  and 

Whereas,  it  is  proposed  to  install  two  (scissors  type) 
escalators  from  the  1st  to  5th  stories  of  the  building;  esca¬ 
lators  to  be  installed  without  enclosures  of  fireproof  ma¬ 
terial  as  required  by  section  153  of  the  Building  Code;  and 
Whereas,  applicant  contends  that  if  the  escalators  were 
enclosed  the  patrons  of  the  store  would  not  be  aware  of 
the  presence  of  escalators;  that  they  would  in  the  event 
of  fire  be  mistaken  for  stairways  leading  to  the  street; 
that  owing  to  the  continued  use  of  the  escalators  the  re¬ 
quired  self-closing  doors  would  be  practically  open  at  all 
times;  that  the  entire  building  is  equipped  with  a  com- 
plete  two  source  100  per  cent  sprinkler  system  with  both 
pressure  and  gravity  tanks  located  on  the  roof ;  that  the 
building  is  equipped  with  standpipes ;  that  the  exits  are 
extremely  close  to  the  proposed  escalators ;  that  escape 
from  the  building  is  more  than  adequately  provided  for 
with  or  without  the  escalators;  that  the  proposed  escala¬ 
tors  are  of  100  per  cent  fireproof  construction  with  stan¬ 
dard  rails  and  balustrading  36  in.  high ;  that  it  is  proposed 
to  install  a  fireproof  curtain  entirely  around  each  floor 
opening  to  form  a  smoke  screen  and  fire  baffle;  that  in 
addition  thereto  on  each  floor  two  sprinklers  between  the 
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escalators  with  24  in.  vertical  baffle  boards  will  also  be 
installed,  and  that  at  the  ceiling  of  the  fifth  story,  an 
electric  fan  will  be  connected  to  a  duct  into  the  large  open 
court  which  extends  from  the  fifth  story  ceiling  to  the 
roof  so  that  any  smoke  which  might  possibly  rise  in  spite 
of  the  cooling  effect  of  the  sprinkler  system  would  be 
immediately  drawn  and  conducted  to  the  outside  of  the 
building ;  and 

Whereas,  applicant  contends  further  that  on  the  7th 
day  of  March,  1936  the  Board  of  Buildings  handed  down 
a  decision  in  which,  while  holding  that  section  153  of  the 
Building  Code  was  applicable  to  the  situation  at  bar,  they 
imposed  conditions  equally  onerous  and  impractical  with 
those  of  the  section  in  question;  contends  that  section  153 
of  the  Building  Code  does  not  apply  to  escalators,  but  is 
only  confined  to  stairways.  Article  8,  in  which  section  153 
is  found,  is  entitled  “Exit  Facilities”  and  section  153  itself 
is  entitled  “Interior  Stairs”;  that  the  entire  tenor  is  di¬ 
rected  at  the  protection  of  exit  facilities  and  it  is  equally 
apparent  that  an  escalator  is  not  considered  an  exit  any 
more  than  an  elevator ;  that  a  reference  to  subsection  2c 
of  section  153  clearly  shows  the  intent  of  the  City  legis¬ 
lators,  for  it  is  there  provided  that  nothing  in  this  section 
shall  require  the  enclosure  of  the  flight  of  a  required  stairs 
when  ornamental  in  character  .  .  .  provided  that  such  stairs 
are  not  the  only  required  stairs ;  that  an  escalator  is  even 
less  of  an  exit  than  an  ornamental  stairway;  that  if  an 
escalator  was  to  be  considered  a  required  stairway,  it 
would  be  equally  subject  to  such  provisions  as  section  152, 
subsection  5,  and  would  be  required  to  open  on  the  street ; 
and 


Whereas,  a  committee  of  the  board  inspected  these 
premises,  report  of  which  inspection  was  read  at  the  hear¬ 
ing  and  which  report  follows : 


REPORT  OF  COMMITTEE 

June  22,  1936. 

Cal.  No.  161-36-A. 

Premises:  31-45  West  42nd  street,  35-68  West  43rd 
street,  1110-1116  Sixth  avenue,  Borough  of  Manhattan. 

The  building  in  question  is  an  eight-story  fireproof 
building  occupied  by  Stern  Brothers’  Department 
store.  It  Jias  a  two-source  sprinkler  system  through¬ 
out  and  a  standpipe  system.  There  are  eight  enclosed 
stairways  and  firetowers  for  the  full  height  of  the 
building.  An  escalator  has  recently  been  installed  con¬ 
necting  the  cellar  and  street  floor,  which  is  in  an  un¬ 
enclosed  shaft.  It  is  now  proposed  to  install  addi¬ 
tional  escalators  in  unenclosed  shafts  from  the  street 
floor  to  and  including  the  fifth  floor.  On  each  floor 
there  would  be  two  escalators,  one  up  and  one  down, 
with  the  shaft  well  floor  openings  in  the  same  vertical 
plane,  at  the  top  of  which  there  is  an  existing  open 
shaft  well  from  the  ceiling  of  the  fifth  floor  through 
the  6th,  7th  and  8th  stories  to  the  roof. 

.  The  commissioner  of  buildings  has  rendered  a  de¬ 
cision  reading  “Escalator  should  be  enclosed  with  par¬ 
titions  of  fireproof  material,  as  per  section  153  of  the 
Building  Code.”  An  appeal  to  the  Board  of  Buildings 
resulted  in  a  resolution  being  adopted  that  the  plans 
should  be  amended  to  show  enclosures  either  at  top 
or  bottom  landings  of  fireproof  material,  with  self- 
closing  doors  and  with  sash  of  metal  with  wire  plate 
glass. 

The  action  of  the  commissioner  of  buildings  is 
dated  April  30,  1936.  The  action  of  the  Board  of 
Buildings  is  dated  May  7.  Notice  to  the  commissioner 
of  buildings  that  appeal  from  his  decision  is  being 
taken  to  this  board  is  dated  May  29,  1936.  The  appli¬ 
cant  has  stated  that  in  his  opinion  the  Board  of  Build¬ 
ings  had  no  power  or  authority  to  grant  the  modifica¬ 
tion  of  the  Building  Code.  No  copy  has  been  filed  of 
notice  to  the  Board  of  Buildings  of  the  appeal  filed 
with  the  Board  and  there  is  no  record  filed  that  the 
commissioner  of  buildings  has  acted  on  amended  plans. 

An  escalator  is  an  elevator  under  the  definition  of 
section  560  of  the  Building  Code.  While  in  the  form 


of  a  stair,  its  function  is  primarily  that  of  an  elevator 
and  section  153  does  not  apply.  The  escalator  itself  is 
governed  by  article  27  of  the  Building  Code  and  by 
the  Elevator  Rules  of  the  Board  of  Standards  and 
Appeals  adopted  pursuant  to  chapter  503  of  the  Laws 
of  1916.  The  shaft  in  which  an  escalator  is  installed 
is  governed  by  section  373  of  the  Building  Code  and 
when  exceeding  9  sq.  ft.  in  cross-sectional  area  is 
required  to  comply  with  subdivision  3  thereof.  This 
provides  for  enclosing  fire  partitions  of  the  forms  per¬ 
mitted  in  section  372  under  which  the  superintendent 
of  buildings  can  approve  an  enclosing  wall  which 
meets  a  fire  test  of  1700  degrees  Fahrenheit  for  a 
duration  of  three  hours. 

Escalators  have  been  installed  in  a  number  of  de¬ 
partment  store  buildings  without  such  enclosures,  for 
example,  Macy’s,  Gimbel’s,  Bloomingdales,  Abraham 
and  Strauss’,  Namm’s,  Loeser’s,  Hearn’s  and  Ohrbach’s. 
The  last  two  are  non-fireproof,  sprinklered  buildings 
and  have  no  enclosures  whatever.  In  Macy’s  there  are 
kiosks  at  the  top  of  each  run  of  steel  construction, 
with  kalamein  doors  held  back  by  fusible  links.  In 
Gimbel’s  kiosks  are  erected  at  alternate  floors. 
Throughout  the  country  escalators  are  installed,  some 
with  no  enclosure  required,  others  with  partial  en¬ 
closures.  In  several  cities  there  are  no  code  require¬ 
ments  for  enclosures  and  in  other  cities  they  have 
been  waived. 

In  fireproof  sprinklered  buildings  the  greatest  dan¬ 
ger  is  much  less  from  fire  than  from  smoke  and  the 
possible  panic  caused  thereby.  As  evidence  that  the 
insurance  companies  recognize  the  effective  protec¬ 
tion  of  sprinklers  against  fire,  unenclosed  escalators 
are  subject  to  practically  no  increase  in  insurance 
rate. 

The  committee  is  advised  that  the  installation  in 
Stern’s  would  result  in  no  increase  in  insurance  rate 
on  the  building  and  only  a  nominal  charge  on  the 
contents.  This  nominal  charge  would  become  even 
less  if  baffles  and  sprinkler  curtains  around  the  open¬ 
ings  were  installed. 

It  must  be  recognized  that  even  if  the  danger  from 
fire  is  minimized  because  of  the  sprinkler  protection 
and  the  ample  number  of  enclosed  stairways,  the  dan¬ 
ger  from  smoke  with  insufficient  heat  to  fuse  the 
sprinkler  heads  and  the  fusible  links  on  enclosure  door¬ 
ways  must  be  reckoned  with.  This  problem  can  be 
met  by  permitting  the  elimination  of  enclosures,  but 
requiring  that  manually  operated  rolling  shutters  clos¬ 
ing  the  openings  at  each  floor  be  installed  and  in  addi¬ 
tion  that  a  steel  smoke  baffle  and  a  sprinkler  curtain 
be  installed  around  each  opening  at  the  ceiling. 

It  is  recommended  that  this  appeal  be  granted  with 
such  protection  of  rolling  shutters  at  each  opening, 
the  24-in.  steel  baffles  around  each  opening  and  in 
addition,  a  sprinkler  curtain  consisting  of  a  continuous 
line  of  sprinklers  in  addition  to  the  present  sprinkler 
arrangement  with  sprinkler  heads  spaced  6  ft.  on 
centres  and  located  back  of  and  within  2  ft.  of  the 
baffles.  It  should  also  be  required  that  employes 
trained  in  the  operation  of  the  rolling  shutters  be  sta¬ 
tioned  in  close  proximity  to  each  curtain  when  cus¬ 
tomers  are  in  the  building  and  that  an  electrically  op¬ 
erated  alarm  be  installed,  which  can  be  operated  from 
each  floor  to  give  the  signal  to  such  employes  to  close 
the  shutters.  These  shutters  can  be  readily  operated 
and  normally  concealed.  Sprinkler  heads  should  also 
be  installed  under  the  soffits  of  the  escalator  runs,  the 
mechanical  equipment  properly  enclosed  and  all  parts 
of  the  escaltor  itself  construed  of  fireproof  ma- 
tenal  s 

(Sgd.)  HARRIS  H.  MURDOOC, 

Chairman 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM 
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Whereas,  the  board  deemed  that  the  appeal  should  be 
granted  on  condition. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified  and  that  the  appeal  be 
and  it  hereby  is  granted,  subject  to  the  submission  of 
working  drawings  carrying  out  the  recommendations  of 
the  committee  and  subject  to  such  further  conditions  as 
the  board  may  see  fit  to  require  after  said  drawings  are 
submitted. 


344-34-A. 

APPLICANT— Sun  Klean  Chemical  Co.,  Inc.,  lessee. 
SUBJECT— Application  for  Reopening— Amendment— re 
Appeal  from  an  order  and  a  decision  of  the  fire 
commissioner. 

PREMISES  AFFECTED— 548  Cassanova  street  (Block 
No.  2768-D,  Lot  No.  193),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Samuel  R.  Buxbaum. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  reopened,  restored  to  cal¬ 
endar  and  granted  on  condition. 

THE  VOTE  TO  REOPEN  AND  RESTORE  TO  CAL¬ 
ENDAR— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(344-34-A) 

Whereas,  the  Sun  Klean  Chemical  Co.,  Inc.,  lessee,  filed 
December  6,  1934,  an  appeal  from  an  order  and  a  decision 
of  the  fire  commissioner,  affecting  premises  548  Cassanova 
street  (Block  No.  2768-D,  Lot  No.  193),  Borough  of  The 
Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
15,  1934,  re  Order  No.  3666-LC,  reads: 

“2.  Provide  an  approved  buried  storage  system  for 
Kerosene.  Section  77-C,  Greater  N.  Y.  Charter.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
November  15,  1934,  reads: 

“Replying  to  your  request  of  November  9,  1934,  be 
advised  that  the  Fire  Department  will  no  longer  reissue 
an  order  so  that  the  applicant  may  take  his  case  before 
the  Board  of  Standards  and  Appeals  when  he  has  ex¬ 
ceeded  the  20-day  time  limit  in  which  to  file  the  appeal. 

“We  have  been  advised  that  the  Board  of  Standards 
and  Appeals  will  accept  a  letter  from  this  department 
and  for  that  purpose,  this  communication  is  forwarded 
and  will  certify  that  order  numbered  3666-LC  was  is¬ 
sued  against  your  concern  on  June  15,  1934,  and  con¬ 
sisted  of  9  items. 

“Be  also  advised  that  if  upon  inspection,  our  in¬ 
spector  reports  the  storage  system  again  in  use,  he 
will  have  no  alternative  but  to  serve  a  summons.” 

and 

Whereas,  the  building  is  non-fireproof.  one  story  (20 
ft.)  in  height,  50  ft.  by  100  ft.  in  area:  OCCUPIED  for 
the  manufacture  of  insecticide  and  polishes,  located  within 
an  unrestricted  district ;  and 

Whereas,  the  appellant  claims  the  building  was  erected 
in  1927,  certificate  of  occupancy  has  been  issued  for  manu¬ 
facturing  purposes ;  there  are  three  500  gallon  mixing 
tanks  on  the  premises  of  p2-in.  gauge  steel ;  kerosene  is 
delivered  to  premises  in  approved  tank  wagons,  the  kero¬ 
sene  is  taken  out  into  5-gallon  cans  and  added  to  the  other 


ingredients  in  the  mixing  tank  during  the  cold  process  of 
manufacturing  household  insecticides;  kerosene  is  not 
stored  on  the  premises ;  fire  extinguishers  and  fire  pails 
are  maintained  on  the  premises ;  there  is  no  place  of  public 
assembly  within  500  ft.  of  the  premises;  furthermore,  the 
appellant  contends  that  an  underground  storage  system 
would  be  expensive_and  impractical;  compliance  with  the 
order  is  unnecessary  and  would  serve  no  purpose;  the 
board  is  requested  to  revoke  the  order;  and 

Whereas,  this  appeal  was  dismissed  by  the  board  Feb¬ 
ruary  11,  1936,  on  the  basis  of  lack  of  jurisdiction  of  the 
fire  commissioner  to  issue  the  order;  and 

Whereas,  the  jurisdiction  of  the  fire  commissioner  has 
been  restored  and  this  appeal  was  reopened  by  vote  of  the 
board  June  23,  1936. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
3666-LC,  as  to  Item  2  thereof,  be  and  it  hereby  is  modified 
and  that  the  appeal  be  and  it  hereby  is  granted  on  condition 
that  storage  of  kerosene  on  the  premises  in  bulk  shall  not 
exceed  500  gallons  and  that  this  kerosene  shall  be  stored 
in  a  steel  tank  located  on  the  front  portion  of  the  building; 
that  feeding  from  tank  truck  to  this  tank  shall  be  by  means 
of  a  pipe  line  and  check  valve  and  a  telltale  pipe  to  carry  any 
overflow,  to  be  installed  as  required  by  the  fire  commission¬ 
er  ;  that  there  shall  be  a  tight-fitting  steel  cover  on  this  kero 
sene  storage  tank  and  that  the  motor-driven  agitator  shall 
be  permanently  attached  thereto,  the  motor  to  be  of  a 
spark-proof  type  and  all  feeds  thereto  protected  through 
an  approved  conduit ;  that  all  key  electric  sockets  shall  be 
replaced  by  keyless  sockets ;  that  all  material  of  an  in¬ 
flammable  nature  not  required  for  the  manufacture  of  a 
product  in  which  this  kerosene  is  used  shall  be  kept  re¬ 
moved  for  a  distance  of  at  least  25  ft.  from  the  storage 
tank;  that  a  foam  type  or  other  approved  extinguisher 
shall  be  suspended  from  the  ceiling  over  the  tank  in  a 
manner  approved  by  the  fire  commissioner  so  as  to  be 
readily  usable  by  remote  control  for  use  in  the  event,  of 
flash  fire  in  the  tank ;  that  no  other  combustible  materials 
or  liquids  shall  be  stored  on  the  premises  without  proper 
permit  from  the  fire  commissioner;  that  all  other  regula¬ 
tions  governing  combustible  mixtures  shall  be  adhered  to. 


VARIATIONS  OF  LABOR  LAW 

81-27-S. 

APPLICANT — Frank  C.  Morris,  for  Inter-Regional  Prop¬ 
erties,  Inc.,  owner. 

SLTBJECT — Application  for  reopening — amendment — re 
Variation  of  the  labor  law  as  cited  in  a  decision 
of  the  superintendent  of  buildings. 

PREMISES  AFFECTED — 48-56  West  48th  street  (Block 
No.  1263,  Lot  No.  61),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Frank  C.  Morris. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(81-27-S) 


Whereas,  this  application  affecting  premises  48-56  West 
48th  street  (Block  No.  1263,  Lot  No.  61),  Borough  of 
Manhattan,  was  granted  by  the  board  November  7,  1928, 
on  certain  conditions  for  a  temporary  period,  time  ex¬ 
tended  September  12,  1933,  for  a  further  period  of  three 
years ;  and 
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Whereas,  the  owner  requested  an  amendment  of  the 
resolution  of  February  4,  1936  as  to  occupancy. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  labor 
law  and  reaffirm  its  action  of  November  7,  1928,  and  that 
the  petition  be  and  it  hereby  is  granted  for  a  period  of  five 
years  from  February  4,  1936,  on  condition  that  any  manu¬ 
facturing  work  on  the  several  floors  of  this  building  shall 
be  restricted  exclusively  to  the  craftsmanship  of  the 
jewelry  trade,  and  to  custom  tailoring,  the  jewelry  trade 
to  include  such  as  setting  and  resetting  of  jewels  and  ad¬ 
justment  of  watch  works  to  watch  cases,  etc. ;  that  the 
space  occupied  for  manufacturing  purposes  shall  not  ex¬ 
ceed  5  per  cent  of  the  total  floor  area  of  the  building; 
that  the  total  number  of  employees  engaged  in  the  building 
(at  factory  work)  shall  not  exceed  50;  that  there  shall  be 
not  over  5  employees  so  engaged  in  manufacturing  on  any 
one  floor;  that  the  floors  shall  be  posted  for  a  carrying 
load  per  superficial  foot  of  sixty  (60)  pounds;  that  this 
variation  be  granted  only  so  long  as  the  requirements  of 
the  certificate  of  occupancy  as  issued  by  the  superintend¬ 
ent  of  buildings  at  the  time  of  the  completion  of  the  build¬ 
ing  shall  be  maintained  in  all  respects  _  other  than  as 
modified  herein;  that  all  fire-fighting  equipment  shall  be 
maintained  in  good  working  order  and  in  accordance  with 
the  rules  adopted  by  the  Board  of  Standards  and  Appeals  ; 
and  that  in  all  areas  where  there  is  manufacturing  carried 
on  there  shall  be  no  combustible  partitions. 


632-18-S. 

APPLICANT — -Harold  Zoller,  for  Frank  C.  Decker,  Jr., 
owner. 

SUBJECT — Application  for  reopening — re  Variation  of 
the  labor  law  as  cited  in  an  order  of  the  commis¬ 
sioner  of  buildings. 

PREMISES  AFFECTED— 699-703  East  135th  street 
(Block  No.  2564,  Lot  No.  67),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant :  Harold  Zoller. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  U 

Absent  .  U 

THE  RESOLUTION— 

(632-18-S) 


Whereas,  William  Hollinger,  attorney,  on  behalf  of 
F.  C.  Decker  and  others,  owners,  filed  May  1,  1917,  an 
application  with  the  Board  of  Standards  and  Appeals  for 
variation  of  sections  79-b  and  79-c,  labor  law  and  Rule  380, 
industrial  code,  as  cited  in  Fire  Department  Order  No. 
58477-LD  and  58478-LD,  affecting  premises  699-703  East 
135th  street  (Block  No.  2564,  Lot  No.  67),  Borough  of  The 
Bronx ;  and 

Whereas,  the  orders  from  which  relief  is  sought,  reads: 

“No.  58477-LD :  1.  Arrange  the  fire  escape  on  the 
east  side  of  building  and  the  openings  leading  thereto 
so  that  same  are  in  compliance  with  the  provisions  of 
Sec.  79-B-4  and  79-B-5  of  the  Labor  Law.” 

“No.  58478-LD:  1.  Provide  exit  signs,  letters  to  be 
at  least  8  in.  in  height  at  all  means  of  egress,  same  to 
be  illuminated  at  night  by  lights  having  red  globes,  as 
per  Section  79-B-2  of  the  Labor  Law.” 


“2.  Provide  a  sign  with  letters  at  least  8  in.  in 
height  over  openings  leading  to  fire  escape  on  the  west 
side  of  building  reading  ‘This  is  not  considered  an 
exit,  as  per  Rule  380  of  the  Industrial  Code’.” 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  high, 
50  ft.  by  90  ft.  in  area,  equipped  with  an  automatic  sprink¬ 
ler  system  and  occupied  for  the  assembling  of  pianos  in 
second  and  third  stories  and  for  storage  purposes  in  fourth 
and  fifth  stories,  with  not  more  than  17  persons  employed 
above  first  story ;  that  the  means  of  egress  consists  of : 

(a)  one  interior  stairway  near  center  of  the  west¬ 
erly  side,  extending  from  first  to  fifth  story,  with  iron 
ladder  to  scuttle  in  roof,  enclosed  in  wood  partitions 
with  wood  doors  at  openings ; 

(b)  a  fire  escape  at  the  rear  of  the  westerly  side, 
of  sub-standard  construction  ; 

(c)  a  fire  escape  with  75-degree  straight  run  stairs 
on  the  easterly  side,  terminating  in  a  side  court  from 
which  there  are  steps  to  the  yard  of  adjoining  vacant 
property,  with  non-fireproof  windows  along  course  of 
fire  escape;  the  building  adjoining  on  the  west  is  two 
stories  lower  than  the  building  in  question,  and  there 
are  no  buildings  adjoining  to  either  the  north  or  east; 

and 

Whereas,  this  application  was  granted  by  the  board  No¬ 
vember  21,  1918,  on  certain  conditions,  and  the  present 
owner  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  application  be  and  it  hereby  is  granted 
on  condition  that  the  windows  along  the  course  of  the  fire 
escape  in  three  lower  stories  be  made  fireproof  and  self¬ 
closing. 

Resolved  further,  that  in  the  event  the  owner  discon¬ 
tinues  the  occupancy  of  this  building  as  a  single  occupancy 
and  rents  the  first,  second  and  third  stories  for  factory 
purposes,  such  occupancy  may  be  permitted  on  condition 
that  a  fireproof  legally  enclosed  stairway  extending  to 
fourth  floor  shall  be  constructed  at  the  front  of  the  build¬ 
ing  exiting  directly  to  the  street  and  that  the  existing  frame 
stairway  shall  be  removed  up  to  fourth  floor;  that  in  the 
event  that  the  owner  desires  to  rent  the  fourth  and  fifth 
stories  for  storage  purposes  in  which  no  persons  are  en¬ 
gaged  in  manufacturing,  that  such  occupancy  may  be  per¬ 
mitted  on  condition  that  the  existing  frame  stairway  shall 
be  continued  from  the  fourth  floor  to  the  fifth  floor;  that 
the  requirements  of  Orders  No.  58477-LD  and  No.  58478- 
LD,  as  modified  hereinbefore,  as  to  exits  and  fireproofing  of 
openings  along  exits  and  exit  signs,  shall  be  complied  with  ; 
that  an  opening  or  gate  shall  at  all  times  be  maintained  for 
exit  from  the  fire-escapes  through  the  adjoining  lot  under 
the  same  ownership  to  the  east,  through  to  East  135th 
street;  that  all  other  rules  and  regulations  applying  to  this 
building  shall  be  complied  with  and  the  automatic  sprinkler 
system  maintained  in  condition  satisfactory  to  the  admin¬ 
istrative  official. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
176-36-SA. 

APPLICANT — Homestead  Engineering  Corp.,  owner. 
SLTBTECT — Homestead  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant :  John  J.  Morro. 

ACTION  OF  BOARD— Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


77-34-SA. 

APPLICANT — R.  F.  Santore,  for  The  Packard  Burner 
Mfg.  Co.,  owner. 

SUBJECT — Packard  Fuel  Oil  Burner — Amendment  of 
resolution. 

APPEARANCES— 

For  Applicant:  John  Fox. 

ACTION  OF  BOARD — Resolution  amended. 
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MINUTES 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . . . 

Absent  . 


4 

0 

0 


THE  RESOLUTION— 

(77-34-SA) 

Whereas,  Packard  Oil  Burner  Sales  Corp.,  for  the 
Packard  Burner  Mfg.  Co.,  owner,  filed  March  26,  1934,  an 
application  with  the  Board  of  Standards  and  Appeals  foi 
approval  of  the  device  known  as  the  Packard  Oil  Burner, 

^Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustible  of  the  Fire  De¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  was  substantially  as  follows: 

This  burner  is  of  a  mechanical  draft  pressure  atom¬ 
izing  type,  consisting  of  a  fan  driven  by  an  Emerson 
1/6  Horsepower  Motor,  a  Webster  Fuel  Unit  consist¬ 
ing  of  pump  strainer  and  pressure  regulating  valve, 
and  a  Jefferson  Transformer  and  Monarch  Nozzle. 

Ignition — Electric. 

Controls — Minneapolis-Honeywell  Pressuretrol  L- 
404,  Protectorelay  R-117-3. 

We  examined  the  spark  and  found  electrodes  to  be 
properly  set,  and  the  spark  was  of  sufficient  length 
and  intensity. 

With  oil  supply  shut  off  and  a  cold  combustion 
chamber  the  burner  was  operated  and  it  was  found 
that  the  controls  shut  the  burner  down  in  95  seconds. 
The  burner  was  then  operated  for  a  period  of  time  in 
a  normal  operating  condition,  and  it  was  found  that 
the  flame  was  clean  and  free  of  all  soot  and  smoke. 
Examinations  of  the  combustion  chamber  showed  no 
undue  carbon  deposits.  , 

We,  therefore,  recommend  that  the  Packard  buel 
Oil  Burner,  when  installed  in  accordance  with  the 
Rules  of  the  Board  of  Standards  and  Appeals  be 
approved  for  domestic,  industrial  and  commercial  use. 

The  burner  has  been  approved  by  the  Underwriters 
Laboratories  Guide  No.  300-10-4.  File  M  P  877. 


and 

Whereas,  this  device  was  approved  by  the  board  May 
22,  1934  for  use  with  No.  3  fuel  oil  and  owner  requested 
approval  for  use  with  No.  4  fuel  oil;  and 

Whereas,  the  board  deemed  that  the  oil  proposed  to  be 
used  was  within  the  range  set  forth  in  the  standards  of 
the  Department  of  Commerce  for  No.  3  fuel  oil. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Packard  Oil 
Burner,  for  use  in  domestic  and  commercial  and  industrial 
installations  with  fuel  oil  not  heavier  than  No.  3  U.  S. 
Department  of  Commerce  standards  when  installed  in 
accordance  with  above  report  and  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals,  on  condition  that 
the  device  shall  bear  a  label  prominently  affixed  thereto 
reading : 

NOTTCF. 


Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  77-34-SA. 


112-36-SA. 

APPLICANT— Harold  A.  Cobb,  agent  for  Perfect  Burner 
Co.,  Inc.,  owner. 

SUBJECT — Perfect  Automatic  Oil  Burner  (Gun  Type), 
Model  A-l,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 


ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(112-36-SA) 

Whereas,  Harold  A.  Cobb,  agent  for  Perfect  Burner 
Co.,  Inc.,  owner,  filed  April  27,  1936,  an  application  with 
the  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Perfect  Automatic  Oil  Burner  (Gun 
type)  Model  A-l ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  was  substantially  as  follows: 


The  burner  examined  was  a  Model  A-l.  This  burner 
is  of  the  mechanical  draft,  pressure  atomizing  gun 
type,  and  consists  of  the  following  assembly:  Ohio  1/6 
H.P.  Motor;  Webster  Fuel  Unit  consisting  of  pump, 
strainer  and  regulation  fan;  Sirocco  type  fan  and 
Monarch  Nozzle. 


Ignition — electric.  Webster  transformer  used. 

Controls — Minneapolis  Protecto-relay  No.  117-3  and 
Minneapolis-Honeywell  Pressuretrol  Model  L-404. 

With  the  oil  supply  shut  off,  the  burner  was  oper¬ 
ated  and  the  controls  shut  down  the  burner  in  58  and 
61  seconds  respectively.  The  burner  was  then  put  into 
normal  operation  for  approximately  45  minutes  and 
the  controls  functioned  as  designed.  During  the 
period  of  test  there  were  no  flarebacks  and  flame  was 
clean  and  free  of  smoke.  Examination  of  the  combus¬ 
tion  chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Perfect  Automatic  Oil  Burner  Model 
A-l,  be  approved  for  domestic  and  commercial  use 
when  intsalled  in  accordance  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Perfect  Automatic 
Oil  Burner  (Gun  type)  Model  A-l,  for  domestic  and  com¬ 
mercial  installations,  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Appeals, 
for  use  with  fuel  oil  not  heavier  than  No.  3  U.  S.  De¬ 
partment  of  Commerce  Standards,  and  that  there  shall  be 
permanently  attached  to  each  burner  installed  a  label 
reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
TTMnPP  PAT  Nn  117-36-SA 


125-36-SA. 

APPLICANT — Alex  Mitnick,  agent  for  Universal  Oil 
Burner  Co.,  Inc.,  owner.  | 

SUBJECT— Flex-O-Gas  Oil  Burner  for  Pressing  Ma¬ 
chine,  Model  T2,  approval  of. 

APPEARANCES— 

For  Applicant:  Abe  Mitnick. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ® 

Absent  .  ® 
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THE  RESOLUTION— 

(125-36-SA) 

Whereas,  Alex  Mitnick,  agent  for  Universal  Oil  Burner 
Co.,  Inc.,  owner,  filed  May  7,  1936,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Flex-O-Gas  Oil  Burner  for  Pressing 
Machine,  Model  T-2;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  was  substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  vaporizing 
type,  and  consists  of  the  following  parts :  Cylindrical 
iron  casting,  equipped  with  lava  tips ;  a  G.  E.  1/20  H.P. 
Motor ;  Sirocco  type  fan  and  a  regulating  valve  of  the 
“V”  slot  type,  manufactured  by  the  Grandahl  Tool 
and  Die  Company. 

Ignition — Manual. 

Controls — Detroit  Lubricator  CRC-232  Constant 
Level  Valve;  Detroit  Lubricator  Solonoid  Valve; 
Minneapolis-Honeywell  Pressuretrol  404-2. 

When  the  burner  is  put  into  operation,  a  gas  supply 
line  is  ignited  and  when  the  temperature  of  the  cast 
iron  generator  is  hot  enough,  the  oil  is  turned  on. 
The  gas  is  then  shut  off  and  the  burner  operates  auto¬ 
matically  on  a  high  and  low  flame.  When  the  pres¬ 
sure  of  the  boiler  reaches  65  pounds,  or  any  other 
pressure  which  is  permitted  to  be  carried,  the  Pres¬ 
suretrol  shuts  the  burner  down  on  a  low  flame  by 
means  of  Detroit  Lubricator  Solonoid  Valve.  The 
burner  was  put  into  operation  from  cold  start  and 
the  controls  were  tested  for  approximately  lJ/2  hours, 
and  it  was  found  that  the  same  functioned  as  de¬ 
signed.  The  level  of  oil  is  maintained  in  the  generator 
by  means  of  the  constant  level  valve. 

As  a  result  of  our  inspection  and  test  of  this  burner, 
it  is  recommended  that  this  burner  be  approved  for 
commercial  use  in  tailor  shops  with  oil  not  heavier 
than  No.  2,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  that 
before  such  approval  becomes  final,  a  copy  of  the  fol¬ 
lowing  specifications  be  filed  with  said  board.  It  is 
suggested  that  certain  requirements  be  incorporated 
in  the  instruction  card  which  must  be  placed  near  the 
burner  in  each  installation. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Flex-O-Gas  Oil  Burn¬ 
er  for  Pressing  Machine,  Model  T-2,  for  commercial  in¬ 
stallations  in  tailor  shops,  when  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals,  for  use  with  fuel  oil  not  heavier  than  No.  2  U.  S. 
Department  of  Commerce  Standards,  and  when  the  fol¬ 
lowing  additional  requirements  are  complied  with : 


1.  W  hen  exposed  oil  piping  is  more  than  8  in.  in 
length,  same  shall  be  enclosed  in  iron  or  steel  piping 
or  BX  cable.  Such  piping  shall  be  securely  fastened 
to  the  floor  or  walls  with  non-combustible  fastenings 
as  per  Rule  7,  1A  and  IB. 

2.  That  the  stand  supporting  the  burner  in  the  fire 
box  of  the  boiler  shall  be  securely  bolted  to  the  bot¬ 
tom  thereof. 

3.  The  oil  supply  container  to  be  mounted  on  a 
common  base  shall  be  firmly  anchored  to  the  floor  and 
at  a  distance  of  at  least  60  in.  from  the  boiler  in 
which  the  device  is  installed. 

4.  Floor  beneath  oil  burner  device  shall  be  pro¬ 
tected  by  a  shield  of  at  least  l/2  in.  asbestos  or  other 
equivalent  material,  this  shield  to  extend  at  least  12 
in.  beyond  the  outline  of  the  boiler  in  which  the  device 
is  installed. 

5.  The  device  shall  bear  a  label  permanently  af¬ 
fixed  thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
Under  Cal.  No.  125-36-SA. 

6.  That  the  tank  shall  be  set  rigidly  in  a  cup-shaped 
base  receptacle  of  sufficient  capacity  to  contain  1/3 
the  contents  of  the  tank  in  case  of  leakage. 

7.  That  the  device  shall  be  connected  by  a  suitable 
flue  pipe  to  a  legal  chimney  or  to  the  outer  air,  this 
flue  to  be  provided  with  a  suitable  stack  check  to 
nullify  down  draft. 

8.  That  the  boiler  from  the  top  thereof  to  the 
floor  line  shall  be  protected  with  a  jacket  1  in.  in 
thickness  of  either  air-cell  asbestos  or  85  per  cent, 
magnesia,  except  that  an  operating  opening  may  be 
left  open  at  the  base  not  exceeding  50  sq.  in.  in  area 
said  jacket  to  be  secured  by  wire  to  the  boiler  and 
completely  covered  with  sheet  metal  or  with  hard 
cement  surface. 

9.  The  storage  of  oil  shall  be  limited  to  not  more 
than  two  5-gallon  safety  cans  in  reserve  unless  the 
installation  is  made  in  complete  conformity  with  the 
Oil  Burner  Rules. 

10.  The  board  reserves  the  right  to  add  additional 
requirements  if  and  when  such  additional  require¬ 
ments  are  deemed  necessary. 

11.  Notification  of  each  installation  shall  be  made 
to  the  Fire  Department  and  the  applicant  must  agree 
to  accept  the  responsibility  for  his  agents. 

12.  Only  approved  safety  cans  shall  be  used  for  the 
storage  and  filling  of  oil  containers. 


Adjourned,  5  :00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 
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Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


PUBLIC  HEARING 


RULES  GOVERNING  THE  USE  OF  EQUIPMENT  FOR  SPRAYING  OF  PAINTS,  VAR¬ 
NISHES,  LACQUERS  AND  OTHER  FLAMMABLE  SURFACE  COATINGS 

ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  JUNE  10,  1932. 


[353-30-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 

Friday,  July  10,  1936,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  Proposed  Revision  of  the  Rules  governing  the 
use  of  equipment  for  spraying  of  paints,  varnishes,  lac¬ 
quers  and  other  flammable  surface  coatings. 

Matter  in  italics  is  new;  matter  in  brackets  [  ]  old 

matter  to  be  omitted. 

Authority: 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand¬ 
ards  and  Appeals  by  Section  718-A,  subdivision  3  of 
Chapter  XIV-A  of  the  Charter  of  the  City  of  New  York 
for  the  carrying  into  effect  the  provisions  of  Chapter  10, 
Article  XV  of  the  Code  of  Ordinances. 

Rule  1. 

Application 

[These  rules  shall  apply  to  every  establishment  engaged 
in  applying,  by  the  spray  method,  paints,  varnishes,  enamels, 
lacquers,  stains  or  similar  flammable  materials  in  excess  of 
two  quarts  a  day  on  manufactured  or  fabricated  articles.] 

IA.  No  person,  firm  or  corporation  shall  SPRAY,  DIP 
or  IMMERSE  any  article  or  thing  within  the  City  of  New 
York  with  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  except  in  a  spraying,  dipping  or  immersing  space 
equipped  with  mechanical  means  of  ventilation  conforming 
to  these  rules,  without  a  permit  from  the  fire  chief  and 
commissioner  excepting  in  cases  in  a  multiple  dwelling 
where  the  tenement  house  commissioner  will  certify  the  use 
of  a  spraying,  dipping  or  immersing  apparatus. 

APPLICATIONS.  Application  for  the  required  permit 
to  store  and  use  the  above-mentioned  articles  shall  be  made 
to  the  fire  chief  and  commissioner  on  forms  prescribed  by 
him  and  shall  contain  such  information  as  he  may  require. 
W hen  a  spray,  dipping,  immersing,  storage  or  mixing  room 
is  to  be  installed,  plans  shall  be  filed  with  the  Department 
of  Buildings. 

IB.  RESTRICTIONS.  No  spraying,  dipping  or  im¬ 
mersing  of  any  article  or  thing  within  the  City  of  New 
York  with  any' flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  shall  be  carried  on/ or  in  any  premises  or  portion 
thereof. 

A — Which  is  occupied  as  a  Class  A  or  B  Multiple 
Dwelling  or  a  dwelling  for  one  or  two  families. 

B — Which  is  artificially  lighted  by  any  means  other 
than  electricity. 

C — Which,  if  heated,  shall  be  limited  to  the  use  of 

steam  or  hot  zvater  circulating  systems;  excepting 
that  heating  units  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals  or  previously  approved  by  the 
Fire  Commissioner  may  also  be  permitted  to  be 
used. 

Rule  2. 

Definitions 

[1.  The  term  “spray  booth”  shall  include  the  following: 

(a)  “Cabinet  booth”  shall  mean  a  compartment,  pro¬ 
vided  with  a  back,  top  and  two  sides,  equipped 
with  air  exhaust  facilities,  located  within  a  room 
or  section  of  an  establishment,  and  in  which 
spray  coating  is  carried  on. 


(b)  “Canopy  booth”  shall  mean  an  installation  consist¬ 
ing  of  an  overhead  exhaust  system,  of  the  canopy 
type,  without  side  or  end  panels  enclosing  the 
object  sprayed,  and  under  which  canopy  spray 
coating  operations  are  carried  on. 

(c)  “Tunnel  booth”  shall  mean  a  compartment  con¬ 
sisting  of  two  sides  and  top,  equipped  with  air 
exhaust  facilities  and  in  which  spray  coating  is 
carried  on. 

2.  The  term  “spray  room”  shall  mean  a  fully  enclosed 
room  within  the  exterior  walls,  or  the  area  between  fire 
walls.  This  definition  shall  not  include  a  room  equipped 
with  spray  booths  wherein  all  the  spray  coating  operations 
are  carried  on  within  the  booths. 

3.  Fireproof  or  fire-resisting  partitions  shall  be  con¬ 
structed  as  required  by  the  Labor  Law  and  the  Rules  of 
the  Board  of  Standards  and  Appeals  for  factory  buildings. 
All  openings  to  be  equipped  with  self-closing,  fireproof 
doors.] 

a.  The  term  “ SPRAY  or  SPRAYING  SPACE ”  “ DIP¬ 
PING  SPACE  or  IMMERSING  SPACE”  when  used  in 
these  rules  shall  mean  that  portion  of  the  premises  used 
for  the  actual  work  of  spraying,  dipping  or  immersing  any 
article  or  thing  with  any  flammable  paints,  varnishes,  lac¬ 
quers  or  any  other  flammable  substances ,  mixtures  or  com¬ 
pounds,  commonly  used  for  painting,  varnishing,  staining 
or  similar  purposes  in  any  booth  or  room  approved. 

b.  The  term  “CABINET  BOOTH”  when  used  in  these 
rules  shall  mean  a  compartment  with  a  back,  top  and  two 
sides  equipped  with  air  exhaust  facilities,  located  within  a 
room  or  any  portion  of  any  premises  where  spraying  unth 
any  flammable  paints,  varnishes,  lacquers  or  any  other 
flammable  substances,  mixtures  or  compounds  commonly 
used  for  painting,  varnishing,  staining  or  similar  purposes 
is  carried  on. 

c.  The  term  “CANOPY  BOOTH  or  HOOD”  when 
used  in  these  rules  shall  mean  an  installation  consisting  of 
a  metal  canopy  or  hood,  without  any  side  or  end  panels 
enclosing  the  object  sprayed  and  an  air  exhaust  system 
under  which  spraying  with  any  flammable  paints,  varnishes, 
lacquers  or  any  other  flammable  substances,  mixtures  or 
compounds  commonly  used  for  painting,  varnishing,  stain¬ 
ing  or  similar  purposes  is  carried  on. 

d.  The  term  “TUNNEL  BOOTH”  when  used  in  these 
rules  shall  mean  a  compartment  consisting  of  two  sides  and 
top,  equipped  with  an  air  exhaust  system  in  which  spray¬ 
ing  with  .any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  is  carried  on. 

e.  The  term  “SPRAY  ROOM ”  when  used  in  these 
rules  shall  mean  a  fully  enclosed  room  approved  for  such 
use  in  which  any  article  or  thing  is  sprayed  by  any  flam- 
able  paints,  varnishes,  lacquers  or  any  other  flammable 
substances,  mixtures  or  com  pounds  commonly  used  for 
painting,  varnishing,  staining  or  similar  purposes  is  car¬ 
ried  on. 

f.  The  term  “DIPPING  ROOM”  zuhen  used  in  these 
rules  shall  mean  a  fully-enclosed  room  approved  for  stick 
use  in  which  any  article  or  thing  is  dipped,  spread  or  im¬ 
mersed  in  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  is  carried  on. 

g.  The  term  “FIREPROOF  or  FIRE-RESISTING 

PARTITIONS”  used  in  these  rules  shall  mean  the  stand¬ 
ards  set  in  the  Labor  Law  and  the  Rules  of  the  Board  of 
Standards  and  Appeals  for  factory  buildings.  All  openings 
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in  this  type  of  partition  shall  only  be  equipped  with  self- 
closing,  fireproof  doors. 

h.  The  term  “STORAGE  ROOM”  when  used  in  these 
rules  shall  mean  a  fully-enclosed  room  used  for  the  stor¬ 
age  and  mixing  of  any  flammable  paints,  varnishes,  lac¬ 
quers  or  any  flammable  substances,  mixtures  or  compounds 
commonly  used  for  painting,  varnishing,  staining  or  sim¬ 
ilar  purposes. 

i.  The  term  “CERTIFICATE  OF  FITNESS”  when 

used  in  these  rules  shall  mean  the  written  permission  grant¬ 
ed  a  particular  person  by  the  fire  chief  and  commissioner  to 
discharge  certain  duties  in  the  supervision  and  handling  of 
certain  substances  peculiar  to  his  business  under  such  con¬ 
ditions  as  he  may  prescribe. 

j.  The  term  “PERMIT”  when  used  in  these  rules  shall 

mean  the  written  permission  of  the  fire  chief  and  com¬ 
missioner  issued  to  a  certain  person,  firm  or  corpora¬ 
tion  to  store  and  use  certain  combustible,  inflammable 
or  explosive  articles  incident  to  their  business  under  condi¬ 
tions  prescribed  by  him  according  to  law. 

Rule  3. 

Ventilation 

[(a)  No  spray  coating  of  manufactured  or  fabricated 
articles  shall  be  carried  on  in  any  part  of  an 
establishment  except  in  spray  booths  or  in  spray 
rooms,  as  defined  above. 

(b)  Cabinet  booths  shall  be  equipped  with  an  air 
exhaust  system  which  will  provide  an  air  velocity 
of  not  less  than  one  hundred  (100)  lineal  feet 
per  minute  averaged  over  the  frontal  area  of  the 
spray  booth. 

(c)  Spray  rooms  shall  be  equipped  with  an  air  exhaust 
which  will  provide  not  less  than  sixty  (60) 
changes  of  air  per  hour  in  the  spray  room. 

(d)  All  types  of  spray  rooms  and  booths  shall  be 
equipped  with  an  air  exhaust  system  of  sufficient 
capacity  to  prevent  the  accumulation  of  mist  or 
vapors  within  such  enclosures. 

(e)  Air  shall  be  admitted  to  the  spray  booth  or  spray 
room  in  an  amount  substantially  equal  to  the 
capacity  of  the  fan  or  fans  used  for  exhausting 
air  from  said  booth  or  room ;  windows  or  other 
openings  not  used  for  ventilation  shall  be  kept 
closed  during  the  process  of  spray  coating.  Ex¬ 
haust  fans  shall  be  kept  running  constantly  while 
spraying  or  mixing  and  for  a  sufficient  length  of 
time  thereafter  to  exhaust  all  vapors,  fumes  or 
residues  of  spraying  materials  from  the  spray 
booth  or  spray  room.] 

Spraying  or  dipping  spaces  shall  be  ventilated  when  in 
operation  so  that  the  movement  of  air  shall  be  at  least  one 
hundred  (100')  linear  feet  per  minute  in  the  breathing  zone 
of  the  operator  and  be  of  sufficient  capacity  to  prevent  the 
accumulation  of  mist  or  vapors. 

Air  shall  be  admitted  to  the  spraying,  dipping  or  immers¬ 
ing  spaces  in  an  amount  equal  to  the  capacity  of  the  fan 
or  fans  and  in  such  a  manner  as  to  avoid  short-circuiting 
the  path  of  air  in  the  ivorking  zone  of  such  spaces. 

EQUIPMENT.  Motors  shall  be  located  outside  of 
spraying,  dipping  or  immersing  spaces  except  as  provided 
in  Rule  4. 

Rule  4. 

Specifications  for  Spray  Booths  [and]  Spray 
Rooms  and  Dip  Rooms. 

[(a)  Spray  booths  shall  be  constructed  of  metal  or 
other  incombustible  material  satisfactory  to  the 
administrative  official. 


(b)  Air  distributing  or  baffle  plates,  if  used,  shall  be 
of  incombustible  material  and  removable  for 
cleaning. 

(c)  The  inner  side  of  walls,  ceiling  and  floor  shall  be 
as  smooth  as  practicable,  in  order  to  facilitate 
cleaning;  when  constructed  of  ferrous  metal  such 
surfaces,  inside  the  booth  or  room,  shall  be  thor¬ 
oughly  painted  or  galvanized. 

(d)  Exhaust  ducts  for  spray  booths  or  spray  rooms 
shall  be  constructed  of  material  not  less  than  the 
following  U.  S.  Standard  gauges,  viz. : 

When  of  diameter  of  24  inches  or  less,  22  gauge. 
When  of  diameter  of  over  24  inches  and  not  over 
36  inches,  20  gauge. 

When  of  diameter  of  over  36  inches,  18  gauge. 

(e)  Ducts  shall  be  strongly  erected  and  rigidly  sup¬ 
ported. 

(f)  Motors  shall  be  located  outside  of  ducts,  booths  or 
spray  rooms  so  that  no  inflammable  vapors  or 
residues  can  reach  them. 

(g)  If  induced  draft  is  used  to  create  an  air  move¬ 
ment  within  cabinet  or  tunnel  types  of  spray 
booths  or  spray  rooms,  the  air  shall  be  supplied 
from  a  point  outside  of  the  spray  booth  or  spray 
room  with  fans  and  motors  entirely  outside  of  the 
spray  booth  or  spray  room. 

(h)  The  exhaust  system  for  the  removal  of  vapors  or 
residues  of  spraying  materials  from  the  spraying 
equipment  shall  not  be  connected  with  any  other 
ventilating  system  or  discharged  into  a  chimney 
or  flue  used  for  the  purpose  of  conveying  gases 
from  heating  elements. 

Ventilating  duct  shall  run  as  directly  as  prac¬ 
tical  to  the  outer  air  and  be  protected  with  a 
hood.  When  not  terminating  above  the  roof  the 
exhaust  terminal  in  addition  shall  be  protected 
with  a  fire  screen  of  copper  or  bronze  with  a 
mesh  not  larger  than  inch.  When  passing 
through  a  non-fireproof  roof  the  duct  shall  be 
constructed  double  with  a  1-inch  air  space.  The 
outer  pipe  shall  be  not  less  than  2  inches  from  any 
woodwork  which  shall  be  covered  with  metal. 
Ventilating  ducts  terminals  shall  be  not  less  than 
15  feet  from  any  window  opening,  exterior  exit, 
chimney  termination  or  unprotected  air  intake, 
unless  exhausting  on  the  front  of  a  building  or 
where  there  are  openings  in  a  direct  line  less  than 
30  feet  from  any  opening  in  any  other  building. 

(i)  Exhaust  fan  blades  shall  be  constructed  of  non- 
ferrous  metal.  All  exhaust  and  ventilating  fans 
to  be  permanently  connected  to  their  source  of 
current  supply,  using  metallic  conduit.  Rheostats 
in  fan  bases  not  permitted. 

(j)  All  electrical  wiring  shall  be  enclosed  in  metal 
conduits. 

(k)  Artificial  lighting  shall  be  by  electricity  only. 
Fixtures  to  be  of  the  rigid  stem  type,  enclosing 
all  wiring  and  equipped  with  vaporproof  globes 
and  keyless  sockets. 

(l)  No  motors,  switches,  rheostats,  lamps  or  other 
electrical  equipment  shall  be  located  in  spray 
rooms  or  within  10  feet  from  any  spray  compart¬ 
ment  or  spray  booth  unless  such  electrical  equip¬ 
ment  is  of  a  type  approved  for  use  in  explosive 
atmospheres.  Motors  located  within  10  feet  of  a 
spray  booth  may  be  of  the  standard  totally  en¬ 
closed  type,  or  of  the  open  induction  type,  having 
no  brushes,  make  and  break  contact,  collectors 
or  other  arcing  or  sparking  parts. 

All  flame  or  spark  producing  machinery  within 
a  floor  area,  wherein  spray  coating  is  carried  on 
shall  be  discontinued  or  enclosed  by  partitions 
constructed  fireproof  or  fire-resisting.  This  rule 
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shall  not  exclude  the  use  of  the  indirect  type  of 
bake  ovens,  provided  the  flame  compartment  is 
separately  enclosed,  taking  air  from  outside  of 
the  room  wherein  spray  coating  is  carried  on  and 
where  adequate  ventilation  can  be  provided. 

(m)  All  electrical  equipment  shall  be  installed  and 
grounded  as  provided  by  the  National  Electrical 
Code  (Art.  32)  and  permanently  connected  to 
their  source  of  current  supply,  using  metallic 
conduit.  No  receptacle  pin  plugs  permitted. 

(n)  Artificial  heating  shall  be  limited  to  the  use  of 
steam  or  hot  water  circulating  system  or  hot  air 
systems  satisfactory  to  the  administrative  offi¬ 
cial.] 

A.  Spray  booths  shall  be  constructed  of  metal  or  incom¬ 
bustible  material  satisfactory  to  the  administrative  official 
having  jurisdiction,  be  adequately  ventilated  with  mechani¬ 
cal  ventilation  and  if  lighted  be  in  conformity  with  these 
rules.  The  necessary  fire  protection  shall  be  maintained 
at  all  times. 

Spray,  dip  and  immersing  rooms  shall  be  constructed  of 
fireproof  or  fire-resisting  partitions  with  waterproof  floors, 
adequately  ventilated  by  mechanical  means,  equipped  with 
the  necessary  fire  protection  and  if  lighted  and  heated  in 
conformity  with  these  rules.  Floor  drains  are  not  per¬ 
mitted. 

Panels  of  polished  wired  glass  or  plate  glass  at  least 
one-quarter  of  an  inch  (Y)  thick,  not  exceeding  seven 
hundred  and  twenty  (720)  square  inches  in  area  and  not 
more  than  forty-eight  inches  (48" )  in  any  linear  dimension 
may  be  used  in  the  sides  of  a  spray  booth  or  room. 

The  inner  sides  of  walls,  ceilings  and  the  floors  of  all 
spraying  or  dipping  spaces  shall  have  a  smooth  surface. 

All  openings  in  spray,  dip  or  immersing  rooms  shall  be 
protected  by  fireproof  doors.  Only  zmndows  opening  to ■  a 
street  may  be  permitted. 

Ferrous  metal  used  in  the  construction  of  spraying, 
dipping  or  immersing  spaces  shall  be  thoroughly  painted 
on  the  inside  or  be  galvanised. 

All  spraying,  dipping  or  immersing  spaces  shall  be  so 
constructed  that  a  reasonable  length  longer  is  maintained 
than  required  for  the  article  or  thing  to  be  sprayed,  dipped 
or  immersed.  Ferrous  metal  shall  not  be  used  for  such 
floor  surface. 

At  least  three  (3)  feet  of  clear  working  space  shall  al¬ 
ways  be  maintained  for  each  operator  spraying,  dipping  or 
immersing  any  article  or  thing. 

B.  SPECIFICATIONS  FOR  DUCTS,  PIPES  AND 
FANS. 

All  ducts  xised  for  ventilating  spray,  dip  or  immersing 
spaces  shall  be  constructed  of  metal  of  not  less  than  the 
following  gauges  of  metal. 

Ducts  tzventy-four  (24")  inches  or  less  in  diameter  No. 

22  gauge. 

Ducts  over  twenty-four  (24")  and  not  over  thirty-six 

(36" )  inches  in  diameter  No.  20  gauge. 

Ducts  exceeding  thirty-six  (36")  inches  in  diameter  No. 

18  gauge. 

Ducts  shall  be  strongly  constructed  and  be  installed  in  a 
workmanlike  manner.  They  shall  be  rigidly  supported. 

Ventilating  ducts  shall  run  as  directly  as  practicable  to 
the  outer  air  and  be  protected  with  a  hood  against  the 
weather.  The  exhaust  terminal  or  hood  shall  also  be  pro¬ 
tected  with  a  screen  of  copper  or  bronze  with  a  mesh  not 
larger  than  one-quarter  (Vf")  inch. 

Where  a  duct  passes  through  a  non-fireproof  roof,  the 
duct  shall  be  protected  at  such  point  by  an  outer  pipe  or 
sleeve  zvith  an  air  space  of  at  least  one  inch  ( 1 ")  between 
the  sleeve  and  duct.  The  outer  pipe  shall  be  not  less  than 
two  (2")  inches  from  any  woodwork  and  such  woodwork 
shall  be  covered  with  metal. 

Ventilating  ducts  shall  not  terminate  zvithin  ten  (10) 


feet  measured  horizontally  of  any  chimney  outlet,  unpro¬ 
tected  air  intakes  or  of  any  door  or  window  in  an  adjoin¬ 
ing  building. 

If  induced  draft  is  used  to  create  an  air  movement,  the 
air  shall  be  supplied  from  a  point  outside  the  spray  or  dip 
space.  Fans  and  motor  must  be  located  outside  the  spray 
or  dip  space. 

The  exhaust  system  from  any  spray,  dip  or  immersing 
space  shall  not  be  connected  to  any  other  ventilating  system 
or  be  discharged  into  a  chimney  or  flue  used  for  the  pur¬ 
pose  of  conveying  gases  of  combustion. 

Exhaust  fan  blades  shall  be  constructed  of  non-ferrous 
metal.  All  exhaust  and  ventilating  fans  to  be  permanently 
connected  to  their  source  of  power,  using  metallic  conduit. 
Rheostats  in  fan  bases  not  permitted. 

C.  SPECIFICATIONS  FOR  STORAGE  ROOMS. 
Storage  rooms  shall  be  constructed  of  fireproof  or  fire- 
resisting  partitions  with  waterproof  floors  and  be  ade¬ 
quately  ventilated  by  either  natural  or  mechanical  means. 

D.  No  motors,  switches,  rheostats,  lamps  or  other  elec¬ 
trical  equipment  shall  be  located  in  spray,  dipping  or  im¬ 
mersing  rooms  or  within  ten  (10)  feet  of  any  spray  com¬ 
partment,  spray  booth,  immersing  or  dipping  space  unless 
such  electrical  equipment  be  of  a  type  approved  for  use 
in  explosive  atmospheres. 

Artificial  lighting  shall  be  only  by  means  of  electricity. 

Except  that  alternating  current  induction  motors  of  the 
totally  enclosed  type,  having  no  brushes,  make  and  break 
contacts,  collectors  or  other  arcing  or  sparking  parts  may 
be  located  within  10  feet  of  a  spray  booth,  spray  com¬ 
partment  or  dipping  space  when  approved  by  the  authori¬ 
ties  having  jurisdiction. 

LIGHTING  FIXTURES. 

When  lighting  fixtures  are  located  within  10  feet  of  a 
spray  booth,  spraying  compartment  or  dipping  space,  they 
shall  be  of  the  rigid  stem  type,  enclosing  all  wiring  and  be 
equipped  with  keyless  sockets  having  vaporproof  globes, 
protected  by  wire  guards. 

All  electrical  equipment  shall  be  installed  and  grounded 
as  provided  by  Chapter  9  of  the  Code  of  Ordinances  (Elec¬ 
trical  Code)  and  permanently  connected  to  their  source  of 
current  supply,  using  metallic  conduit. 

No  pin  plug  receptacles  shall  be  used. 

All  electric  wiring  shall  be  enclosed  in  metal  conduits. 

The  use  of  portable  cords  or  trailer  lights  are  pro¬ 
hibited. 

Rule  5. 

[Maintenance  and  Fire  Protection.] 

[  (a)  The  plant  superintendent,  foreman  or  other  per¬ 
son  in  charge  of  spray  booth  or  booths,  storage 
or  spraying  materials,  exhaust  system,  etc.,  shall 
secure  a  certificate  of  fitness  from  the  adminis¬ 
trative  official. 

This  person  shall  properly  instruct  all  employ¬ 
ees  as  to  the  hazards  of  their  work  and  advise  as 
to  their  responsibility  for  cooperation  in  comply¬ 
ing  with  these  rules.  Every  employee  shall  be 
responsible  for  all  rules  or  parts  of  rules  which 
immediately  concern  or  affect  his  conduct  or  the 
safety  of  himself  or  others. 

(b)  No  motor  vehicles  shall  be  taken  in  or  out  of  a 
spray  booth  or  spray  room  under  its  own  power. 

(c)  All  exhaust  fans  shall  be  inspected  at  least  once 
each  week;  defects  shall  be  repaired  at  once  or 
operation  of  fan  discontinued  until  properly  re¬ 
paired. 

(d)  Spray  rooms,  booths,  fans,  ducts,  and  other  equip¬ 

ment  shall  be  cleaned  frequently  and  maintained 
in  clean  and  efficient  working  condition;  lacquer 
spraying  booths  shall  be  wet  down  before  clean¬ 
ing.  r  if 
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(e)  Brooms,  brushes  or  other  cleaning  implements 
made  of  ferrous  metals  shall  not  be  used  in  order 
to  avoid  sparks. 

(f)  Accumulation  of  waste,  sweepings  or  deposits 
from  cleaning  spray  rooms,  booths,  etc.,  waste 
paper,  taping  or  other  inflammable  refuse  is  pro¬ 
hibited.  All  such  refuse  shall  be  placed  in  metal 
receptacles  with  proper  self-closing  covers.  The 
contents  of  such  cans  shall  be  removed  from  the 
building  at  the  close  of  work  each  day. 

(g)  No  person  shall  smoke  or  carry  a  lighted  cigar, 
cigarette,  pipe  or  match  within  any  room,  en¬ 
closed  space,  cellar,  basement  or  any  part  of  any 
premises  in  which  highly  combustible  or  inflam¬ 
mable  material  is  maintained,  stored  or  kept  for 
use  or  sale  (Extract  from  Section  27,  Chapter  12 
of  the  Code  of  Ordinances). 

(h)  Every  spray  room  or  spray  booth  shall  be 
equipped  with  approved  fire  extinguishing  appli¬ 
ances  suitable  for  paint  and  lacquer  fires.  At  least 
one  standard  sand  pail  shall  be  provided  for  each 
100  square  feet  of  booth  area  or  area  of  spray 
room  or  extinguishers  of  the  soda-acid,  foam, 
CO-2,  or  other  approved  type  may  be  provided, 
one  for  each  300  square  feet  of  booth  or  spray 
room  area.  Where  the  spraying  hazard  is  exten¬ 
sive,  mounted  type  of  extinguishers  shall  be  pro¬ 
vided  as  may  be  required  by  the  administrative 
official. 

(*)  The  interior  of  all  booths  installed  in  sprinklered 
buildings  shall  be  provided  with  sprinkler  heads 
supplied  from  an  approved  source  of  supply.] 

MAINTENANCE  AND  OPERATION. 

a.  Every  premises  wherein  a  spraying,  dipping  or  im¬ 
mersing  space  is  maintained  and  operated  shall  be  con¬ 
tinuously  under  the  charge  and  supervision  of  one  or  more 
persons  holding  a  certificate  of  fitness,  whose  duty  shall 
be  to  see  that  the  spray  and  dipping  space  rules  and  the 
terms  of  the  permit  are  not  violated.  No  other  duties 
shall  interfere  with  the  enforcement  of  these  rules. 

b.  '  Smoking  or  the  carrying  of  lighted  cigars,  cigarettes 
or  pipes  in  spray,  dipping  or  immersing  space  is  prohibited. 

c.  No  person  shall  be  permitted  within  a  spray  space 
between  the  spray  gun  and  the  exhaust  outlet  while  the 
spray  gun  is  in  use. 

d.  Spraying,  dipping  or  immersing  spaces  and  its  sur¬ 
roundings  shall  be  kept  clean  at  all  times  and  shall  be  kept 
clear  of  all  materials ,  equipment  and  utensils  not  required 
in  the  operation  of  the  spray.  Side  walls,  ceilings,  baffle 
Plates,  etc.,  shall  be  sprayed  with  soap  and  water  solution, 
before  cleaning,  or  cardboard  or  masking  paper  can  be 
fastened  before  any  operation  and  after  said  operation  be 
removed  from  the  premises  in  approved  waste  cans. 

e.  Floors  within  and  surrounding  spray,  dip  or  immers¬ 
ing  spaces  shall  be  kept  clean  and  free  from  waste  mate¬ 
rial  at  all  times. 

f.  Implements  used  for  cleaning  shall  be  made  of  non- 
ferrous  material  to  avoid  sparks. 

g.  Metal  waste  cans  with  self-closing  covers  shall  be 

provided  for  all  spraying,  dipping  or  immersing  spaces 
and  storage  rooms.  The  number  to  be  installed  shall  be 
determined  by  the  administrative  official  having  juris¬ 
diction. 

h.  Approved  fire  appliance  shall  be  installed  in  all  spray¬ 
ing,  dipping  or  immersing  spaces  and  in  storage  rooms  as 
may  be  determined  by  the  administrative  official  having 
jurisdiction. 

i.  Accumulation  of  inflammable  waste,  sweepings  or  de¬ 
posits  from  spray,  dip  or  immersing  space  is  prohibited. 
All  such  waste  shall  be  placed  in  approved  waste  cans  and 
be  removed  from  the  premises  at  the  close  of  work  each 
day. 


j.  All  sand  papering  of  lead  painted  surfaces  shall  be 
done  with  wet  sand  paper. 

k.  No  motor  vehicle  shall  be  taken  into  or  out  of  a 

spray  space  under  its  own  power.  Batteries  shall  be  re¬ 
moved  before  the  process  of  spraying  is  begun. 

Rule  6. 

Storage  and  Mixing 

[  (a)  Main  supplies  of  spray  coating  materials  and 
thinners  shall  be  kept  in  an  outside  storage  build¬ 
ing,  storage  rooms  or  in  vented  metal  cabinets 
in  accordance  with  the  following  amounts : 

(b)  Spraying  materials  not  in  excess  of  20  gallons 
shall  be  stored  in  metal  cabinets  or  wood  cabinets, 
metal  covered  on  both  sides  including  the  door. 
All  cabinets  to  be  ventilated  at  top  and  bottom. 

(c)  Spraying  materials  in  excess  of  20  gallons  and 
not  exceeding  40  gallons  shall  be  stored  in  double- 
walled  metal  cabinets  vented  directly  to  the  outer 
air. 

(d)  Spraying  materials  in  excess  of  40  gallons  shall 
be  stored  in  a  separate  exterior  storage  building 
of  fireproof  or  fire-resisting  material  with  venti¬ 
lated  plain  glass  skylight  or  in  a  storage  room 
constructed  fireproof  in  a  fireproof  building  or 
fire-resisting  in  a  non-fireproof  building.  Storage 
rooms  shall  be  located  at  exterior  wall  window 
opening,  window  openings  to  be  fireproofed  and 
lower  half  provided  with  open  louvres  or  ven¬ 
tilated  by  metal  duct  or  fan  at  least  8  inches  in 
diameter.  The  floors  of  all  storage  rooms  shall 
be  waterproof  up  to  a  height  of  at  least  6  inches 
from  the  floor  and  be  properly  pitched  for 
drainage  purposes  to  a  low  point  within  the  en¬ 
closure.  The  sill  of  the  door  shall  be  at  least  6 
inches  above  the  finished  floor.  All  doors  to  be 
tin-clad,  approved,  fireproof  and  self-closing. 

(e)  In  sprinklered  buildings  all  storage  rooms  shall 
be  provided  with  an  automatic  sprinkler  head 
for  each  80  square  feet  of  floor  area. 

(f)  Storage  rooms  shall  be  sprinklered  in  non-sprink- 
lered  buildings  and  supplied  from  house  supply 
tanks  or  house  lines,  as  described  in  Rule  53  of 
the  Sprinkler  Rules. 

(g)  The  maximum  amount  of  spraying  materials  to 
be  stored  in  a  storage  room  of  a  non-fireproof 
building  shall  be  determined  by  the  administrative 
official. 

(h)  Mixing  or  thinning  of  coating  materials  shall  be 
conducted  in  a  storage  building  or  storage  room, 
except  that  containers  of  total  capacity  not  ex¬ 
ceeding  ten  gallons  may  be  opened  and  their  con¬ 
tents  mixed  in  the  spray  room  or  room  in  which 
booths  are  located  while  the  air  exhaust  system 
is  operating. 

(i)  Supplies  sufficient  for  not  more  than  one  day’s 
work  but  not  exceeding  twenty  gallons  in  total 
to  each  booth,  may  be  kept  in  the  spray  room  or 
room  in  which  spray  booths  are  located;  covers 
of  containers  must  be  kept  thereon  when  such 
containers  are  not  actually  in  use.  This  amount 
is  in  addition  to  the  amount  allowed  in  Subdivi¬ 
sion  k  of  Rule  6. 

(j)  Gravity  feed  material  containers  for  supplying 
spray  guns  shall  not  exceed  ten  gallons  in  capacity 
and  shall  be  supported  by  wire  cables  or  metal 
brackets  having  a  factor  of  safety  of  two  when 
filled  with  the  heaviest  spraying  materials  used. 

(k)  Pressure  feed  tanks  and  other  equipment  for  use 
in  connection  with  direct  spraying  under  air 
pressure  shall  be  restricted  to  tanks  of  not  more 
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than  sixty  gallons,  individual  capacity,  designed, 
constructed  and  approved  for  this  specific  purpose 
by  the  Board  of  Standards  and  Appeals.  Each 
tank  shall  be  provided  with  a  safety  valve  set  at 
a  pressure  not  exceeding  eighty  pounds.  All 
gravity  feed  containers  and  other  spraying  equip¬ 
ment  shall  be  approved  as  above. 

(1)  The  installation  of  all  electrical  wiring,  switches, 
lighting  and  all  other  electrical  equipment,  and 
the  provisions  of  these  rules  against  carrying 
matches  or  smoking  and  prohibiting  flame  or 
spark-producing  devices,  shall  also  apply  to  stor¬ 
age  or  mixing  rooms.] 

a.  STORAGE  of  spraying,  dipping  and  immersing  ma¬ 
terials  shall  not  be  in  excess  of  tzoo  hundred  (200)  gallons, 
excepting  in  a  building  in  which  nitro  cellulose  products 
are  manufactured,  stored  or  kept  limiting  amount  to  twenty- 
five  (25)  gallons  as  per  Sect.  235,  Subdiv.  19,  Chap.  10, 
Code  of  Ordinances. 

b.  Spraying,  dipping  and  immersing  material  exceeding 
tzvo  hundred  (200)  gallons  shall  be  stored  in  a  storage 
room  constructed  and  maintained  as  determined  by  the 
administrative  official  having  jurisdiction.  The  maximum 
amount  of  spraying  materials  to  be  stored  or  used  in  any 
premises  or  portion  thereof,  regardless  of  the  construction 
of  building  shall  be  specified  in  the  permit. 

c.  MIXING.  Mixing  or  thinning  of  spraying,  dipping 
or  immersing  materials  shall  only  be  done  in  a  storage 
room.  Where  no  storage  room  has  been  provided  all  mix¬ 
ing  or  thinning  shall  be  done  within  the  spraying,  dipping 
or  immersing  space  or  spaces. 

d.  Gravity  feed  material  containers  for  supplying  spray 
shall  not  exceed  ten  (10)  gallons  in  capacity  and  shall  be 
supported  by  ytire  cables  or  metal  brackets  having  a  factor 
of  safety  of  two  when  filled  with  the  heaviest  spraying 
materials  used. 

e.  Pressure  feed  tanks  and  other  equipment  for  use  in 

connection  with  direct  spraying  under  air  pressure  shall  be 
restricted  to  tanks  of  not  more  than  sixty  (60)  gallons  in¬ 
dividual  capacity,  designed,  constructed  and  approved  for 
this  specific  purpose  by  the  Board  of  Standards  and  Ap¬ 
peals.  Each  tank  shall  be  provided  with  a  safety  valve  set 
at  a  pressure  not  exceeding  eighty  (80)  pounds.  All  gravity 
feed  container  and  other  spraying  equipment  shall  be 
approved  as  above. 

f.  Sprinkler  heads  shall  be  provided  in  all  spray,  dip 
■.or  immersing  spaces  and  storage  rooms  and  shall  be  in¬ 
stalled  in  accordance  with  the  Sprinkler  Rules  of  the 
Board  of  Standards  and  Appeals,  except  in  non-sprinklered 
buildings  where  sprinkler  connection  may  be  made  to  the 
house  water  supply. 

g.  Sprinkler  in  spray,  dip  and  immersing  spaces  shall 
be  cleaned  at  least  once  a  wnek  unde "  the  supervision  of 
the  person  holding  the  certificate  of  fitness  and  a  coating 
of  light  grease  or  vaseline  shall  be  applied  after  each 
cleaning  to  prevent  the  formation  of  a  hard  deposit  and 
render  the  sprinkler  useless  in  case  of  fire.  The  use  of 
paper  bags  or  other  materials  about  sprinkler  heads  is 
prohibited. 

Rule  7. 

General  Requirements 

Notice — Attention  is  called  to  the  provisions  of  the  Code 
of  Ordinances  as  to  violations  reading  as  follows: 

Section  300,  Article  26,  of  Chapter  10,  of  the  Code  of 
Ordinances,  “Any  person  zvho  shall  zvilfully  violate  or  neg¬ 
lect  or  refuse  to  comply  with  any  of  the  provisions  of  this 
chapter  in  addition  to  any  other  penalties  prescribed  by  lazn 
■  or  ordinance  shall,  upon  conviction,  be  punished  by  a  fine 
of  not  more  than  $ 500  or  bv  imprisonment  not  'exceeding  6 
months,  or  by  both  such  fine  and  imprisonment  f’ 


[NOTE: — The  principal  cause  of  fires  in  spray-booth  in¬ 
stallations  are:  broken  electric  lamps  and  other 
electrical  defects ;  cleaning  the  interior  of  booths, 
fans  and  motors  with  highly  flammable  solvents ; 
accumulation  of  deposits  in  the  tubes  and  vent 
pipes  from  neglect  in  cleaning  them  frequently; 
unnecessary  accumulation  of  waste  and  refuse, 
smoking  and  a  general  lack  of  cleanliness. 

(a)  “No  Smoking”  signs,  with  letters  at  least  2  inches 
in  height,  shall  be  posted  in  all  spray  rooms  and 
paint  storage  rooms  or  building. 

(b)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  15  feet  of  any  spray  booth. 

(c)  All  stock  shall  be  arranged  so  as  not  to  interfere 
with  the  operation  of  automatic  sprinkler  heads.] 

Rule  8. 

Existing  Spray  Booths  and  Installations 

These  rules  shall  be  retroactive  in  the  following  respects: 

Rule  ID.  Heating  of  Rooms 

Rule  3. 

[Subdivision  D] — Air  Exhaust  System. 

“  E] — Air  Supply  and  Mixing. 

Rule  4. 

Subdivision  A  —Constructions  of  Spray  Booths. 

[  “  B  — Construction  of  Baffle  Plates.] 

“  C] — Cleaning  of  Booths. 

“  [E]  B — Maintenance  of  Duct  Supports. 

“  [F]  D — Location  of  Motors. 

“  [G]  B — Method  of  Induced  Draft. 

“  [H]  B — Termination  of  Ventilating  System. 

“  [K]  D — Electric  Lighting. 

Subdivision  [L]  D — Separation  of  Booths,  etc.,  from  flame 

and  sparks. 

“  [M]  D — Electrical  Equipment. 

[  “  N — Heating  of  Rooms.] 

Rule  5. 

Subdivision  A — Certificate  of  Fitness. 

“  [B]  K — Motor  vehicles,  in  booths  or  rooms. 

[  “  C — Maintenance  of  Exhaust  fans.] 

“  D — Maintenance  of  Equipment. 

“  [El  F — Cleaning  Implements. 

[F]  I — Accumulation  and  Disposal  of  Waste 
Materials. 

“  [G]  B — Smoking,  Matches,  etc. 

“  H — Fire  Appliances. 

Rule  6. 

Subdivision  A— Storage  of  Spraying  Materials. 

“  B — Storage  of  Spraying  Materials  less  than 

[20]  gallons., 

“  C — Storage  of  Spraying  Materials  not  ex¬ 

ceeding  [40]  gallons. 

“  D — Storage  of  Spraying  Materials  exceeding 

[40]  gallons. 

[  “  G — Maximum  Storage  in  non-fireproof  build¬ 

ings.] 

“  [H]  D--Spray  room  or  booth  mixing. 

[  “  I — Supplies  allowed  in  booth.] 

m  C — Gravity  Feed  containers. 

“  L — Smoking,  matches,  in  mixing  room. 

NOTE Subdivisions  A,  B,  C  and-D  may  not  be  applied 
in  fireproof  buildings  equipped  with  an  approved 
existing  automatic  sprinkler  system  where  the  gen¬ 
eral  conditions  of  cleanliness  are  properly  main¬ 
tained  at  all  times. 
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Rule  7. 

[Subdivision  A — Posting  “No  Smoking”  signs. 

B — Clearance  of  combustible  materials. 

C — Clearance  of  Automatic  Sprinkler  heads.] 

Rule  9. 

Approval  Forms  and  Plans 

There  shall  be  filed  before  installation  with  the  adminis¬ 
trative  official  by  the  purchaser  (or  by  the  seller  thereof) 
an  application  form  on  sheet  8  inches  by  10  inches,  which 
form  shall  give  the  proper  name  and  address  or  booth  user 


and  also  the  floor  on  which  the  booth  or  booths  are  to  be 
installed.  An  ink  drawing  of  the  floor  upon  which  the 
booth  will  be  located  shall  be  submitted  on  the  form  sheet; 
such  drawing  shall  show  by  feet  and  inches  the  location 
of  exits,  chimneys  and  booths. 

When  a  storage  and  mixing  room  is  to  be  installed,  plans 
drawn  to  a  scale  of  at  least  1/16  of  an  inch  to  a  foot  shall 
be  filed  with  the  administrative  official  for  examination 
and  approval.  Such  plan  shall  show  on  the  floor  plan  the 
location  of  all  booths,  storage  and  mixing  rooms,  exits  and 
all  chimneys  and  exterior  openings  within  15  feet  of  the 
storage  rooms  and  vent  ducts.] 


APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 


A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly  .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34- S A 

Brigham  Range  Oil  Burner .  217-35-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35- S A 

Diamond  Range  Oil  Burner .  325-34-SA 

« 

Easyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 .  157-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  .  40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  . .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

RH-9  . 62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  .  172-35-SA 

Florence  Range  Burners .  219-34-SA 

Fox  Range  Oil  Burner . 7 . .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34- S A 

Hupp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

Kolrid  Range  Burner  .  48-34-SA 

Kres-Kno  Range  Oil  Burner,  Model  MD. 

;  Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

Lonergari  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2,  • 

F-3  and  C-4 . 263-34rSA 

Loyalty  Range  Burner  . . r302-34-SA 


Name  of  Burner  Calendar  No. 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  . 238-33-SA 

M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  .  367-34-SA 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B  .  364-34-SA 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  .  180-35-SA 

Majestic  Space  Heater,  Models  247T  and  248.  181-35-SA 

Majestic  Water  Heater,  Models  255A  and  255B  182-35-SA 

Moderne  Range  Oil  Burner,  Models  Regular, 

Junior  and  Firenew  . j .  357-34-SA 

National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Putnam  Range  Oil  Burner  . .  54-35-SA 

Quaker  Burnoil  Stove  . 11-31-SA 

Quick  Meal  Range  Burner  . .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35... . '. .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater . . .  32-31-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  . 165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255  B . 167-35-SA 

Silent  Glow  Range  Oil  Burner . '  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  491-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  .  310-35+SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater.  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  . 65-35-SA 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  Sl/2  pounds 

3  inches .  5  1/5  9 '/2  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33^  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot : 


Diameters 

Thicknesses 

Weights  per 
Linear  Foot 

V/2  inches . 

.14  inches 

2.68  pounds 

2  inches . 

.15  inches 

3.61  pounds 

I'A  inches . 

.20  inches 

5.74  pounds 

3  inches . 

.21  inches 

7.54  pounds 

3/  inches . 

.22  inches 

9.00  pounds 

4  inches . 

.23  inches 

10.66  pounds 

V/2  inches . 

.24  inches 

12.34  pounds 

5  inches . 

.25  inches 

14.50  pounds 

6  inches . 

.28  inches 

18.76  pounds 

7  inches . 

.30  inches 

23.27  pounds 

8  inches . 

.32  inches 

28.18  pounds 

9  inches . 

.34  inches 

33.70  pounds 

10  inches . 

.36  inches 

40.06  pounds 

11  inches . 

.37  inches 

45.02  pounds 

12  inches . 

.37  inches 

48.98  pounds 

29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


V/2  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2'A  inches . *  .20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3/2  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4 Z2  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


V/2  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 Yi  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of . 

5  feet  of . 

2  feet  of . 

2  feet  of . 

V/2  inch  pipe 
. .  2  inch  pipe 

. .  3  inch  pipe 

. .  4  inch  pipe 

38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 

Diameters 

Weights  per 
Linear  Foot 

1  Y\  inch  (for  flush  pipes  only) . 

V/2  inches  . 

2  inches  . 

3  inches  . 

4  and  V/2  inches . 

40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter: 


Diameter 


of  Fall  Fall 

Pipe  Inch  per  Foot  Yz  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
House-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 

than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 


not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1  Y\  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1^4  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter ;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter ;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-\y2  inch  branches  on  a  1J/2  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7- \]/2  inch  branches  on  a  2  inch  main  branch. 

2  2) 

A  ,r/  1  inch  branches  on  a  2  inch  main  branch. 
4-1^2  1 
12# 

i'fT/  >  inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  bv  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

,112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

llA  inches  in  diameter 


Traps  ^for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1J4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(24)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem-  .  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  ('1  y2)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1^4  inches  in  diameter 
nor  larger. than. 1J4. inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
X  or  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

.  121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
tactories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other.  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

_  131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-v/ashout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  1  he  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of.  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  .must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148..  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
W1  |j n?t  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 


Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 


Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (24)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 
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Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 


155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 


1d8.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

1d9.  House  supply  tanks  must  be  of  wood  or  iron,  or 
ot  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
m  the  same  room,  nor  over  three  and  one-half  feet  above 

e  iloor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 


i  ,•  °  f  ‘•allies  uuisi  ue  provide 

and  be  discharged  in  the  manner  required  for  overflo 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptyir 
pipes  for  tanks  containing  more  than  five  hundred  (50C 
gallons  must  be  four  (4)  inches  in  diameter  and  provide 

handle  ^  ^  °f  ^  fitted  with  a  wheeI  or  lev< 


163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 

if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap,  'if  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  V/2  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Weights  per 

Diameters  Linear  Foot 


H 

54 

inch 

inch 

H 

inch 

l 

inch 

154 

inch 

1/4 

inch 

2 

inch 

254 

inch 

3 

inch 

314 

inch 

4 

inch 

0.56  pound 
0.85  pound 
1.12  pound 

1.67  pound 
2.24  pounds 

2.68  pounds 
3.61  pounds 
5.75  pounds 
7.54  pounds 
9.00  pounds 

10.66  pounds 


No  pipe  allowed  of  less  than  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
?.ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
lie  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

Vs 

inch . 

.  26 

feet 

3 

/ 

inch . 

.  36 

feet 

6 

V4 

inch . 

.  60 

feet 

20 

1 

inch . 

.  80 

feet 

35 

1/ 

inch . 

.  110 

feet 

60 

iy2 

inch . 

.  150 

feet 

100 

2 

inch . 

feet 

200 

2/2 

inch . 

.  300 

feet 

300 

3 

inch . 

.  450 

feet 

450 

3/ 

inch . 

.  500 

feet 

600 

4 

inch . 

.  600 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  Y  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application: — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w>th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement: 


1-1 J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

l-2^-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 


Appeals  from  Administrative  Orders 


74- 36-A — 800  Lefferts  avenue,  south  side,  34  ft.  6 in. 

west  of  Schenectady  avenue  and  849  East 
New  York  avenue,  north  side,  25  ft.  4}4 
in.  west  of  Schenectady  avenue  (Block 
No.  1429,  Lot  Nos.  32,  36  and  43),  Bor¬ 
ough  of  Brooklyn. 

75- 36-A — North  side  of  Ninth  street,  368  ft.  east  of  Fifth 

avenue  (Block  No.  1005,  Lot  No.  59  and 
part  of  Lot  No.  57),  Borough  of  Brooklyn. 

76- 36-A — 2363-2373  Bedford  avenue,  east  side,  158  ft.  3y^ 

in.  south  of  Tilden  avenue  (Block  No. 
5135,  part  of  Lot  No.  53),  Borough  of 
Brooklyn. 

77- 36-A— 1094-1104  Nostrand  avenue,  northwest  corner 

of  Maple  street  (Block  No.  5030,  Lot  No. 
45),  Borough  of  Brooklyn. 

78- 36-A— 705-711  Franklin  avenue,  northeast  corner  of 

Park  place  (Block  No.  1231,  Lot  No.  1), 
Borough  of  Brooklyn. 

79- 36-A — 1043-1053  Winthrop  street  and  177-187  East 

93rd  street,  northeast  corner  (Block  No. 
4612,  Lot  No.  43),  Borough  of  Brooklyn. 
13 1-36- A — 878-888  Coney  Island  avenue,  west  side,  200  ft. 

bx/i  in.  south  of  Ditmas  avenue  (Block 
No.  5403,  Lot  Nos.  21  and  24),  Borough 
of  Brooklyn. 


Appliances  Submitted  for  Approval. 


1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2^4-inch  Hose  Outlet  Valve,  Type 
“A”. 


359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System) 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 


51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

135-35-SA — Loyalty  Conversion  Hot  Water  Heater. 
156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CT-1,  CT-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

139-36-SA — Airtemp  Oil  Burner,  Models  A-6,  B-6  and 
C-6. 

142- 36-SA — Lochinvar  Oil  Burning  Unit. 

143- 36-SA — Lochinvar  Automatic  Oil  Burning  Water 

Heater. 

160- 36-SA — Sealdheet  Oil  Burner,  Model  SH. 

176-36-SA — Homestead  Oil  Burner,  Model  E. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  July  6,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  July  13,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 


809 


CALENDAR 


DOCKET 

New  Cases  Filed  up  to  July  1,  1936 
Cal.  No.  Department  Premises  Affected 

193-36-S . H.D . 2101  2nd  avenue,  east  side,  75 

ft.  north  of  East  108th 
street  (Block  1658,  Lot  24), 
Borough  of  Manhattan, 

3622-A-36  &  Decision. 


194-36-BZ . D.B.B . 451  Clarkson  avenue,  south 

side  and  Winthrop  street 
between  New  York  and  Al¬ 
bany  avenues  (Block  4829, 
Lot  1),  Borough  of  Brook¬ 
lyn,  Alt.  3592-36. 


195-36-A . D.B.M . 756-770  Broadway,  west  side 

and  4th  avenue  between  8th 
and  9th  streets  (Block  554, 
Lots  1  and  9),  Borough  of 
Manhattan,  Applic.  1197-36. 


196-36-A _ D.B.Q.  &  B.B.. . .  West  side  of  82nd  street, 

179.4  ft  .north  of  37th  ave¬ 
nue  (Block  1281,  Lot  25), 
Jackson  Heights,  Borough 
of  Queens, 

Revocation  of  permit. 


197-36-A . D.B.Bx . 2171  White  Plains  avenue, 

west  side,  100  ft.  north  of 
Lydig  avenue  (Block  4317, 
Lot  56),  Borough  of  The 
Bronx,  Decision. 


198-36-A . D.B.Bx . 4498  Park  avenue  and  449 

East  182nd  street,  north¬ 
west  corner  (Block  3038, 
Lot  1),  Borough  of  The 
Bronx,  Decision. 


199-36-SA . F.D . Sundstrand  Fuel  Unit 

(pump),  Model  7-0. B., 

Appliance. 


200-36-A . F.D . Transportation  of  gasoline  in 

Tank  Trucks  (World’s  Fair 
Site),  1951-L.C. 


201-36-SA . F.D . Quick  Heat  Pot  Type  Radi¬ 

ant  Heater,  Models  316-0, 
319-0,  326-0,  329-0,  316-1, 
319-1,  326-1  and  329-1, 

Appliance. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


COURT  DECISIONS 

People  &c.  v.  Wolfe — Judgment  convicting  defendant  of  violating 
Article  2,  section  4,  subdivision  15,  of  the  building  zone 
resolution  as  amended  June  28,  1935,  by  parking  more 
than  five  automobiles  in  a  business  district  affirmed  by 
Appellate  Division  (N.  Y.  L.  J.,  June  24,  1936). 

*  *  * 

Ft.  Green  Associates,  Inc.,  v.  Murdock — January  7,  1936,  board 

affirmed  its  previous  denial  of  gasoline  service  station  in 
business  district,  under  section  21,  after  reopening  on 
order  of  the  court  that  smaller  plot,  different  ownership 
and  new  decision  of  commissioner  of  buildings  required 
rehearing;  Cal.  No.  1109-27-BZ;  premises  106-21  Wood- 
haven  boulevard,  Woodhaven,  Borough  of  Queens.  Mr. 
Justice  Furman  reversed  board  (N.  Y.  L.  J.,  June  25, 
1936). 

*  *  * 

Matter  of  Kaltenbach  (Board  of  Standards  and  Appeals) — July  9, 

1935,  board  denied  appeal  to  revoke  certificate  of  occu¬ 
pancy  issued  by  commissioner  of  buildings  under  section 
6  of  the  building  zone  resolution;  Cal.  No.  18-35-A; 
premises  900-910  Jamaica  avenue  and  5-9  Autumn  ave¬ 
nue,  Borough  of  Brooklyn.  Mr.  Justice  Humphrey  sus¬ 
tained  board  (N.  Y.  L.  J.,  December  11,  1935).  Appel¬ 
late  Division  unanimously  affirmed  order  of  Special 
Term  sustaining  board  (N.  Y.  L.  J.,  June  30,  1936). 

*  *  * 

Peo.  ex  rel,  Nosmarba  Realties,  Inc.,  v.  Murdock — On  March  24, 

1936,  board  denied  change  of  occupancy  of  part  of  mul¬ 
tiple  dwelling  to  store  use,  in  residence  district  under 
section  21;  Cal.  No.  281-35-BZ;  premises  2295  Grand 
Concourse,  southwest  corner  East  183rd  street,  Borough 
of  The  Bronx.  Justice  McGeehan  reversed  board  (N. 
Y.  L.  J.,  July  1,  1936). 

*  *  * 

A.  D.  I.  Realty  Corporation  v.  Murdock.  April  21,  1936',  board 
defined  waiting  station  where  buses  are  not  stored  or 
parked  as  different  from  a  bus  terminal  prohibited  by 
section  4-a,  subdivision  15,  as  a  place  where  more  than 
five  motor  vehicles  are  stored  or  parked,  and  reversed 
commissioner  of  buildings  contrary  determination;  Cal. 
No.  18-36-A;  premises  236-250  West  51st  street.  Bor¬ 
ough  of  Manhattan.  Certiorari  proceedings  thereafter 
commenced  were  discontinued  by  stipulation  of  all  in¬ 
terested  parties,  and  Mr.  Justice  Valente  signed  order 
dismissing  certiorari  and  affirming  decision  of  Board  of 
Standards  and  Appeals  in  all  respects. 


202-36-SA . F.D . Quick  Heat  Pot  Type  Circu¬ 

lating  Heater,  Models  218-1, 
218-2,  228-1,  228-2,  238-1  and 
238-2,  Appliance. 


203-36-A . D.B.B . 1223  Bedford  avenue  and  7 

Halsey  street,  northeast  cor¬ 
ner  (Block  1837,  Lot  1), 
Borough  of  Brooklyn, 

Alt.  5664-36. 


204-36-A . D.B.Q . Southeast  corner  of  Astoria 

boulevard  and  110th  street 
(Block  1704,  Lots  172  and 
182),  Corona,  Borough  of 
Queens,  Viol.  921-35. 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules.... 

|July 

7, 

1936- 

-Vol. 

21, 

No. 

27 

Certificate  of  Occupancy,  approved 

forms  . 

•  Aug. 

2, 

1932- 

-Vol. 

17, 

No. 

31 

Concrete  Flat  Slabs,  Rules . . 

,  Mar. 

10, 

1936- 

-Vol. 

21, 

No. 

10 

Concrete  Rules  (Hydrated  Lime)... 

June 

30, 

1936- 

-Vol. 

21, 

No. 

26 

Elevator  rules  . . .  ; . 

Mar. 

3, 

1936- 

-Vol. 

21, 

No. 

9 

Exit  Rules  (Revolving  Doors)...., 

Jan. 

1, 

1935- 

-Vol. 

20, 

No. 

1 

Factory  Exit  Rules . 

.June 

4, 

1935- 

-Vol. 

20, 

No. 

23 

Fire  Alarm  Rules  (Interior) . 

May 

28, 

1935- 

-Vol. 

20, 

No. 

22 

Fire  Drill  Rules . . 

.Apr. 

28, 

1936— Vol. 

21, 

No. 

17 

Fire  Retarding  Rules  for  Garages 

etc . 

June 

16, 

1936- 

-Vol. 

21, 

No. 

24 

Fireproof  Wood,  Testing  of . 

Apr. 

14, 

1936- 

-Vol. 

21, 

No. 

15 

Frame  Garages,  Ruling  for . 

Gas  Shut-Off  Rules . 

Jan. 

21, 

1919- 

-Vol. 

4, 

No. 

3 

Apr. 

7, 

1925- 

-Vol. 

10, 

No. 

14 

Hatchway  Protection  . 

June 

5", 

1928- 

-Vol. 

13, 

No. 

23 

Oil  Burner  Rules . 

July 

7, 

1936- 

-Vol. 

21, 

No. 

27 

Paint,  Varnish  and  Lacquer  Spray^ 

ing  Rules . 

Nov. 

27, 

1934— Vol. 

19, 

No. 

48 

Platform  Trucks,  Specifications  for. 

•  May 

26, 

1936- 

-Vol. 

21, 

No. 

21 

Plumbing  Rules  . 

Tune 

30, 

1936- 

-Vol. 

21, 

No. 

26 

Procedure,  Rules  of . 

Feb. 

25, 

1936— Vol. 

21. 

No. 

8 
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Refrigerating  Systems,  Extract  C. 

O  June 

16, 

1936- 

-Vol. 

21, 

No. 

24 

Smoking  in  Factories,  Rules  for.. 

19, 

1936- 

-Vol. 

21, 

No. 

20 

Sprinkler  Rules  . 

12, 

1936- 

-Vol. 

21, 

No. 

19 

Standpine  Fireline  Rules . 

9, 

1936- 

-Vol. 

21, 

No. 

23 

Structural  Alterations,  Reporting. 
Tank  Trucks,  Fuel  Oil,  etc . 

.  .June 

7, 

1932- 

-Vol. 

17, 

No. 

23 

26, 

1936- 

-Vol. 

21, 

No. 

21 

I  ank  'I  rucks.  Gasoline,  etc . 

26, 

1936- 

-Vol. 

21, 

No. 

21 

Wire  Glass  Rules  (Amendment 

to 

Rule  505  of  Industrial  Code) 

.  .Apr. 

10, 

1923- 

-Vol. 

8, 

No. 

15 

LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . June 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.May 

Fuel  Oil  Pumps . June 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . July 


5.  1935 — Vol.  20,  No.  10 
23,  1936— Vol.  21,  No.  25 

5,  1936— Vol.  21,  No.  18 

26,  1936— Vol.  21,  No.  21 
19,  1936— Vol.  21,  No.  20 
9,  1936— Vol.  21,  No.  23 

26,  1935— Vol.  20,  No.  48 

7,  1936— Vol.  21,  No.  27 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JULY  6,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

212-35-BZ. 

APPLICANT — Samuel  Gardstein,  for  Edwin  J.  Long, 
owner. 

PREMISES — 6501-6507  Fort  Hamilton  parkway  and  948- 
960  65th  street,  southeast  corner  (Block  No.  5750, 
Lot  No.  42),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  April  28,  1936), 

TO  PERMIT  in  a  business  use  district  the  occupancy  of  a 
plot  for  sale  and  display  (parking  and  storage) 
of  more  than  five  (5)  new  and  used  motor  vehi¬ 
cles  for  a  temporary  period  of  two  (2)  years. 


1305-25-BZ. 

APPLICANT — Henry  J.  Nurick,  for  Love  Lane  Auto¬ 
motive  Corp.,  owner. 

PREMISES — 42-50  Love  lane  and  1-9  College  place,  north¬ 
west  corner  (Block  No.  236,  Lot  No.  71),  Borough 
of  Brooklyn. 

APPLICATION,  under  sections  7 a  and  7e  of  the  build¬ 
ing  zone  resolution  (reopened  February  18,  1936), 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
extension  of  an  existing  garage  for  more  than  five 
(5)  motor  vehicles  (existing  garage  granted  by 
the  board). 


JULY  7,  1936,  10  A.  M. 


cal.  no.  155-36-BZ — Application,  May  27,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Tobias  Goldstone,  appli¬ 
cant,  on  behalf  of  Herap  Properties, 
Inc.,  and  Simon  Holland,  owners,  to 
permit  the  extension,  from  an  unre¬ 
stricted  use  district  into  a  business  use 
district,  of  an  existing  structural  iron 
works;  premises  258-280  Lott  avenue, 
540-554  Christopher  avenue,  southwest 
corner  and  821-835  Stone  avenue, 
southeast  corner  of  Lott  avenue  (Block 
No.  3855,  Lot  Nos.  10  and  17),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  414-29-BZ — Application  of  Stella  Cofer  Sartor,  ap¬ 
plicant  and  owner,  reopened  June  9, 
1936,  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit 
partly  in  a  residence  use  district  and 
partly  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  970-978  Nostrand 
avenue,  northwest  corner  of  Sullivan 
place  (Block  No.  1305,  Lot  Nos.  46,  47, 
48  and  50),  Borough  of  Brooklyn. 

cal.  no.  88-36-BZ — Application,  April  6,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Arthur  H.  Haaren,  applicant,  on  behalf 
of  Kesbec,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair 
shop  (for  the  testing  of  brakes)  on  an 
existing  gasoline  service  station ;  prem¬ 
ises  3170-3178  Broadway  and  28-34 
Tieman  place,  southeast  corner  (Block 
No.  1981,  Lot  No.  65),  Borough  of 
Manhattan. 


cal.  no.  89-36-BZ — Application,  April  6,  1936,  under  section 
21  of  the  building  zone  resolution  of 
Arthur  H.  Haaren,  applicant,  on  behalf 
of  Kesbec,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair 
shop  (for  the  testing  of  brakes)  on  an 
existing  gasoline  service  station ;  prem¬ 
ises  2409  Jerome  avenue,  west  side,  275 
ft.  north  of  West  184th  street  (Block 
No.  3199,  Lot  No.  106),  Borough  of 
The  Bronx. 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  July  7, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  351-26-BZ — Application  of  Saul  Goldsmith,  appli¬ 
cant,  on  behalf  of  Edgemont  Realty 
Corporation,  owner,  reopened  March 
31,  1936,  under  sections  7b  and  21  of 
the  building  zone  resolution,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  extension  in 
height  of  an  existing  building  used  for 
business  purposes  (stores)  previously 
granted  by  the  board;  premises  1 78- 
186  Parkside  avenue  and  333-345 
Ocean  avenue,  southeast  corner  (Block 
No.  5054,  Lot  No.  6),  Borough  of 
Brooklyn. 


cal.  no.  90-36-BZ — Application,  April  7,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
James  J.  Kearney,  applicant,  on  behalf 
of  Ludolph  Schneider,  owner,  to  per¬ 
mit  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  48-20  40th 
street,  southwest  corner  of  Greenpoint 
avenue  (Block  No.  205,  Lot  No.  25), 
Sunnyside,  Borough  of  Queens. 

cal.  no.  94-36-BZ — Application,  April  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Delson,  Levin  and  Gordon,  appli¬ 
cants,  on  behalf  of  Absar  Realty  Com¬ 
pany,  Inc.,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an 
existing  building  from  residence  to 
business  use  (stores)  and,  also,  the 
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erection  of  a  small  extension  for  store 
use ;  premises  901  Walton  avenue,  west 
side,  63.40  ft.  north  of  East  161st  street 
(Block  No.  2476,  Lot  No.  91),  Borough 
of  The  Bronx. 

cal.  no.  156-36-BZ — Application,  May  27,  1936,  unoer  sec¬ 
tions  7 a  and  21  of  the  building  zone 
resolution,  of  Joseph  B.  Lynch,  appli¬ 
cant,  on  behalf  of  Colonial  Beacon  Oil 
Co.,  Inc.,  lessee  (long  term  lease),  to 
permit  in  a  business  use  district  the 
extension  in  area  of  an  existing  gaso¬ 
line  service  station ;  premises  1932- 
1938  Coney  Island  avenue  ana  1011- 
1019  Avenue  P,  northwest  corner 
(Block  No.  6617,  Lot  No.  45),  Borough 
of  Brooklyn. 

HARRIS  H.  MURDOCK.  Chairman. 


JULY  7,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

150-36-A — 126-28  41st  street,  south  side,  200  ft.  east  of 
First  avenue  (Block  No.  716,  Lot  Nos.  16  and 
17),  Borough  of  Manhattan. 

173-36-A — 52-64  Warren  street,  south  side,  215  ft.  west  of 
Columbia  street  (Block  No.  303,  Lot  No.  1), 
Borough  of  Brooklyn. 

178-36-A — 723  Seventh  avenue,  northwest  corner  of  West 
48th  street  (Block  No.  1001,  Lot  No.  1),  Bor¬ 
ough  of  Manhattan. 

195- 36-A — 756-770  Broadway,  west  side  of  Fourth  avenue, 

between  East  Eighth  street  and  East  Ninth 
street  (Block  No.  554,  Lot  Nos.  1  and  9), 
Borough  of  Manhattan. 

196- 36-A — West  side  of  82nd  street,  179  ft.  4  in.  north  of 

37th  avenue  (Block  No.  1281,  Lot  No.  25), 
Jackson  Heights,  Borough  of  Queens. 

204-36- A — Southeast  corner  of  Astoria  boulevard  and  110th 
street  (Block  No.  1704,  Lot  Nos.  172-182), 
Corona,  Borough  of  Queens. 

206-36-A — 332-334  Pearl  street,  west  side,  130  ft.  1  in.  north 
of  Myrtle  avenue  (Block  No.  140,  Lot  Nos.  25 
and  26),  Borough  of  Brooklyn. 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 
199-36-SA — Sundstrand  Fuel  Unit  (Pump),  Model  7-OB. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0,  326-1 
and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  July 
7,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 


Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  722-23-BZ — Application  of  Kavy  and  Kavovitt, 
Inc.,  applicants,  on  behalf  of  Julia 
Hirsch,  owner,  reopened  June  16,  1936, 
for  consideration  as  to  an  extension  of 
time  to  obtain  permits  and  complete 
work — time  having  expired  by  limita¬ 
tion — re  Application,  granted  on  con¬ 
dition,  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an 
existing  garage  for  more  than  five  (5) 
motor  vehicles  (said  garage  granted  by 
the  board)  so  as  to  include  a  gasoline 
service  station;  premises  2235  Webster 
avenue,  southwest  corner  of  East 
182nd  street  (Block  No.  3143,  Lot  No. 
65),  Borough  of  The  Bronx. 

cal.  no.  328-34-BZ — Application  of  S.  Sheldon  Meyers,  ap¬ 
plicant,  on  behalf  of  Max  Mirowitz, 
owner,  reopened  June  16,  1936,  for 
consideration  of  an  amendment  to  the 
resolution  of  October  22,  1935,  as  to 
the  conditions  imposed  therein — re  Ap¬ 
plication,  granted  on  condition,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  residence  use 
district  the  change  of  occupancy  of  an 
existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles  for  a 
temporary  period ;  premises  1449  Vyse 
avenue,  west  side,  100  ft.  south  of 
Jennings  street  (Block  No.  2987,  Lot 
No.  33),  Borough  of  The  Bronx. 

cal.  no.  293-17-BZ — Application  of  Vendome  Service  Cor¬ 
poration,  applicant  and  lessee,  on  be¬ 
half  of  Estate  of  Julia  Cameron, 
owner,  City  Bank  Farmers  Trust  Co., 
trustee,  reopened  January  28,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district,  the  change  of  occupancy  of  an 
existing  building  from  a  business 
building  (previously  granted  by  the 
board)  to  a  motor  vehicle  repair  shop 
and  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  403-413  West 
124th  street,  north  side,  100  ft.  west  of 
Morningside  avenue  and  2-4  LaSalle 
place  (Block  No.  1965,  Lot  No.  22), 
Borough  of  Manhattan. 

cal.  no.  70-36-BZ — Application,  March  25,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Edward  V.  Morand,  ap¬ 
plicant,  on  behalf  of  Carolernesto 
Realty,  Inc.,  and  Frank  Mazzetti,  own¬ 
ers,  to  permit  in  a  business  use  district 
an  open  air  station  for  the  parking  or 
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storage  of  more  than  five  (5)  motor 
vehicles;  premises  2692-2708  Jerome 
avenue,  east  side,  316.76  ft.  north  of 
East  Kingsbridge  road  (Block  No. 
3317,  Lot  Nos.  18,  19,  20,  21  and  22), 
Borough  of  The  Bronx. 

cal.  no.  106-36-BZ — Application,  April  23,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Milton  B.  Weissman,  appli¬ 
cant,  on  behalf  of  Washton  Realty 
Corp.,  John  J.  Leavy  and  Margaret  B. 
Leavy,  owners,  to  permit  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  more  than  five 
(5)  motor  vehicles;  premises  4-8  Man- 
gin  street,  east  side,  75  ft.  north  of 
Grand  street  (Block  No.  321,  Lot  Nos. 
29,  30  and  31),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  10,  1936,  10  A.  M. 

SPECIAL  MEETING 
Appeals  from  Administrative  Orders 

167-36-A — 220  East  51st  street,  south  side,  235  ft.  east  of 
Third  avenue  (Block  No.  1324,  Lot  No.  41), 
Borough  of  Manhattan. 

137-36-A — 115-117  West  45th  street,  north  side,  180  ft.  west 
of  Sixth  avenue;  3rd  and  4th  floors  (Block 
No.  998,  Lot  No.  24),  Borough  of  Manhattan. 
154-36-A — 1410  Rockaway  parkway,  north  side,  170  ft.  west 
of  Glenwood  road  (Block  No.  8165,  Lot  No. 
58),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  July  10, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  177-36-BZ — Application,  June  10,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  William  I.  Hohauser, 
applicant,  on  behalf  of  Soteros  D. 
Cocalis,  owner,  to  permit  in  a  residence 
use  district  an  exit  from  a  proposed 
theatre  building  located  in  a  business 
use  district;  premises  1143-1151  Ogden 
avenue,  west  side,  107.18  ft.  south  of 
Union  place  and  1144-1152  University 
avenue  (Block  No.  2526,  Lot  No.  95), 
Borough  of  The  Bronx; 

cal.  no.  61-36-BZ — Application,  March  18,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Cromshow,  applicant,  on 
behalf  of  Abraham  B.  Cox,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  1235-1239  Second  avenue  and 
248-252  East  65th  street,  southwest 
corner  (Block  No.  1419,  Lot  Nos.  26 
and  28),  Borough  of  Manhattan. 

cal.  no.  166-36-BZ — Application,  June  3,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Oscar  Goldschlag,  applicant,  on  behalf 
of  East  River  and  55th  Street  Corpora¬ 


tion,  owner,  to  permit  in  a  residence 
use  district  the  use  of  a  plot  of  ground 
as  a  tennis  court  and  accessory  building 
for  same ;  premises  500  East  55th  street 
and  41  Sutton  place  south,  southeast 
corner  (Block  No.  1371,  Lot  No.  14), 
Borough  of  Manhattan. 

cal.  no.  42-36-BZ — Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant ;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 

cal.  no.  59-36-BZ — Application,  March  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Larry  Meltzer  applicant,  on  behalf 
of  May  L.  Haberle,  owner,  to  permit 
in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station;  premises  254-09  Hillside  ave¬ 
nue,  northeast  corner  of  Little  Neck 
parkway  (Block  No.  8766,  Lot  No.  1), 
Bayside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  10,  1936,  2  P.  M. 

SPECIAL  MEETING 
Rules 

353-30-SR — ’Paint,  Varnish  and  Lacquer  Spraying  Rules, 
Proposed  Revision  of. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JULY  13,  1936,  AT  2  P.  M. 

Building  Zone  Case 

100-36-BZ. 

APPLICANT — The  MacMurray  Holding  Corporation,  for 
Blervie  Corporation,  owner. 

PREMISES — 135-137  West  51st  street,  north  side,  and  130- 
134  West  52nd  street,  south  side,  300  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  Nos.  13,  14, 
50,  51  and  52),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


JULY  14,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  July  14, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters: 

cal.  no.  65-27-BZ — Application  of  Dunnigan  and  Dusen- 
bury,  applicants,  on  behalf  of  Tree- 
verse  Realty  Corporation,  owner,  re¬ 
opened  June  9,  1936,  for  consideration 
of  an  amendment  to  the  resolution  of 
March  29,  1927,  to  permit  the  erection 


813 


CALENDAR 


of  a  roof  sign — re  Application,  granted 
under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
south  side  of  West  Tremont  avenue, 
from  University  avenue  to  Andrews 
avenue  (Block  No.  2878,  Lot  No.  200 
and  part  of  Lot  No.  170),  Borough  of 
The  Bronx. 

cal.  no.  8-36-BZ — Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018, 
Lot  No.  1),  Jamaica,  Borough  of 
Queens. 

cal.  no.  117-36-BZ — Application,  May  1,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Samuels  and  Samuels,  applicants,  on 
behalf  of  William  LI.  Hemmingway, 
owner,  to  permit  in  a  residence  use 
district  the  erection  and  maintenance 
of  a  business  building  (stores)  ;  prem¬ 
ises  7405-7411  Sixth  avenue,  east  side, 
32  ft.  south  of  74th  street  (Block  No. 
5932,  Lot  No.  12),  Borough  of  Brook¬ 
lyn. 

cal.  no.  23-36-BZ — Application,  February  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  B.  Ferguson,  applicant, 
on  behalf  of  Nonkwah  Realty  Cor¬ 
poration,  owner,  to  permit  in  a  busi¬ 
ness  use  district  the  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles ;  premises  247-259  West  54th 
street,  north  side,  79  ft.  6  in.  east  of 
Eighth  avenue  (Block  No.  1026,  Lot 
Nos.  ID,  5  and  8)4),  Borough  of  Man¬ 
hattan. 


cal.  no.  99-36-BZ— Application,  April  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Peter  Dinnella,  owner,  to 
permit  in  a  residence  use  and  also, 
partly  in  an  “F”  area  and  partly  in  a 
“C”  area  district,  the  erection  and 
maintenance  of  a  multiple  dwelling  not 
conforming  with  “F”  area  require¬ 
ments;  premises  84-14  Forest  parkway 
(83rd  street),  west  side,  91.60  ft.  south 
of  Park  lane  south  (Block  No.  12,  Lot 
Nos.  288,  325  and  327),  Forest  Hills, 
Borough  of  Queens. 

cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 


tenants  of  multiple  dwelling  on  same 
plot;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

cal.  no.  153-36-BZ — Application,  May  23,  1936,  under  sec¬ 
tion  7c  of  the  building  zone  resolution, 
of  Abraham  N.  Horwitz,  applicant,  on 
behalf  of  West  End  Holding  Corpora¬ 
tion,  owner,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  an  un¬ 
restricted  use  district,  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  140-154  West  End  ave¬ 
nue,  east  side,  from  West  66th  street 
to  West  67th  street  (Block  No.  1158, 
Lot  Nos.  1,  2,  3,  4,  61,  62,  63  and  64), 
Borough  of  Manhattan. 

cal.  no.  98-36-BZ — Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Frank  H.  Vitolo,  applicant,  on  be¬ 
half  of  The  Hirsch  Trust  for  the 
benefit  of  Education  in  the  Ethical 
Culture  Schools,  owner,  Robert  D. 
Kohn,  trustee,  to  permit  in  a  residence 
use  district  the  extension  of  a  business 
use ;  premises  2939  West  29th  street, 
east  side,  320  ft.  south  of  Mermaid 
avenue  (Block  No.  7052,  Lot  Nos.  81 
and  82),  Borough  of  Brooklyn. 

cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  14,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  July 
14,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  92-36-BZ — Application,  April  6,  1936,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products,  Inc., 
owner,  to  permit  in  a  business  use 
district  the  parking  or  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
109-131  West  50th  street,  north  side, 
and  110-130  West  51st  street,  south 
side,  105  ft.  west  of  Sixth  avenue 
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(Block  No.  1003,  Lot  No.  17),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  104-36-BZ — Application,  April  21,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  Burke,  applicant,  on  behalf  of 
India  Wharf  Holding  Corporation, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a 
stone  and  monumental  works ;  prem¬ 
ises  1270-1274  McDonald  avenue,  west 
side,  440  ft.  south  of  Avenue  J  (Block 
No.  5483,  Lot  No.  29),  Borough  of 
Brooklyn. 

cal.  NO.  174-36-BZ — Application,  June  9,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
of  Szold  and  Brandwen,  applicants,  on 
behalf  of  New  York  Clothing  Cutters 
Centre,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  44-46  East  12th  street,  south 
side,  132  ft.  west  of  Broadway  (Block 
No.  563,  Lot  No.  28),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  17,  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  July  17, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 
FRIDAY  MORNING,  JUNE  26,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 

BUILDING  ZONE  CASE 

72-36-BZ. 

APPLICANT — Rosdniw  Company,  Inc.  (lessee),  for  Es¬ 
tate  of  Thomas  Snell,  owner;  The  Manufacturers 
Trust  Co.,  trustee. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7b  and  7c  of  the 
building  zone  resolution,  to  permit  the  extension, 
from  a  retail  use  district  into  a  residence  use  dis¬ 
trict,  of  a  business  use  (stores)  on  part  of  the 
first  story  of  a  residence  building. 


PREMISES  AFFECTED — 322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner  (Block  No. 
894,  Lot  No.  71),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  William  D.  Tucker,  W.  D.  Raw¬ 
lins,  Stewart  Forshay,  James  Reilly,  A.  Riggs, 
T.  V.  Flynn  and  Charles  S.  Wolf. 

For  Opposition:  John  P.  Fox. 

For  Administration :  Engineer  Samuel  Becker, 
Department  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  July  17,  1936,  at  10 
a.m.,  for  further  testimony. 


Adjourned,  1:00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 

FRIDAY  AFTERNOON,  JUNE  26,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 


RULES 

262-35-SR. 

SUBJECT- — Proposed  Rules  for  Liquefiers  used  to  convert 
solid  carbon  dioxide  to  a  liquid  and/or  gas. 
APPEARANCES— 

Charles  L.  Gulick,  W.  N.  Neidig,  C.  E.  MacQuigg, 
F.  R.  Fetherston,  V.  I.  Safro,  P.  C.  McAbee, 
John  A.  Bell,  Jr.,  and  H.  J.  Hegt. 


ACTION  OF  BOARD — Rules  adopted  as  amended.  (See 
pages  829,  830  and  831.) 

THE  VOTE  TO  ADOPT  RULES  AS  AMENDED— 
Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  u 


Adjourned,  2:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JUNE  30,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  June  23,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
June  23,  1936,  were  approved  as  printed  in  Bulletin  No.  26, 
Vol.  XXI. 


BUILDING  ZONE  CASES 

92-36-BZ. 

APPLICANT — Hirsh,  Newman,  Reass  &  Becker,  for  Con¬ 
solidated  Biological  Products,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  parking  or  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — 109-131  West  50th  street  and 
110-130  West  51st  street,  north  side  of  West  50th 
street,  south  side  of  West  51st  street,  105  ft.  west 
of  Sixth  avenue  (Block  No.  1003,  Lot  No.  17), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Warren  M.  Caro. 

For  Opposition :  Samuel  D.  Levy. 

ACTION  OF  BOARD — Laid  over  to  July  14,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


70-36-BZ. 

APPLICANT — Edward  V.  Morand,  for  Carolernesto 
Realty,  Inc.,  and  Frank  Mazzetti,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  an  open  air  station  for  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 2692-2708  Jerome  avenue,  east 
side,  316.76  ft.  north  of  East  Kingsbridge  road 
(Block  No.  3317,  Lot  Nos.  18,  19,  20,  21  and  22), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Edward  V.  Morand,  Robert  W. 

Maloney  and  Matthew  W.  Del  Gaudio. 

For  Opposition :  Earl  I.  Gallant,  William  F. 
Walsh,  Charles  Tilgner  and  Jacob  Solomon. 

ACTION  OF  BOARD — Laid  over  to  July  7,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 

42-36-BZ. 

APPLICANT — David  Kaufman,  for  Hartsing  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  petroleum  storage 
plant. 

PREMISES  AFFECTED — 74-25  Almeda  avenue,  south 
side,  180  ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  David  Kaufman. 

For  Opposition :  Thomas  D.  Hartigan  and  Ben¬ 
jamin  W.  Feldman. 

ACTION  OF  BOARD — Laid  over  to  July  10,  1936,  at  10 
a.m.,  upon  request  of  attorneys  representing  ob¬ 
jectors. 


106-36-BZ. 

APPLICANT — Milton  B.  Weissman,  for  Washton  Realty 
Corporation,  John  J.  Leavy  and  Margaret  B. 
Leavy,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 4-8  Mangin  street,  east  side, 
75  ft.  north  of  Grand  street  (Block  No.  321,  Lot 
Nos.  29,  30  and  31),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Isidore  Cohen,  Milton  B.  Weiss¬ 
man,  Samuel  Washton  and  Julius  Scharmberg. 
For  Opposition:  Philip  Myer,  B.  Rothenberg, 
Max  Herschaft  and  Michael  Salvini. 

ACTION  OF  BOARD — Laid  over  to  July  7,  1936,  at  2 
p.m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


44-36-BZ. 

APPLICANT — Leon  Himmelfarbe,  for  First  Congrega¬ 
tional  Church,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district,  the  use  of  a  vacant  lot  for  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1-7  Grammercy  park  south 
(East  20th  street)  and  245  Fourth  avenue,  south¬ 
east  corner  (Block  No.  875,  Lot  Nos.  78  and  79), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Leon  Himmelfarbe. 

For  Opposition:  Richard  W.  Townsend,  J.  N. 

Wasserman,  W.  S.  Berg,  H.  W.  Clarke  and 


John  P.  Sheppard. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  y 

THE  RESOLUTION— 

(44-36-BZ) 


Whereas,  Leon  Himmelfarbe,  for  First  Congregational 
Church,  owner,  filed  February  26,  1936,  an  application 
under  the  building  zone  resolution  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use  district 
the  use  of  a  vacant  lot  for  the  parking  or  storage  of  more 
than  five  (5)  motor  vehicles;  Premises:  1-7  Gramercy 
Park  South  (East  20th  street)  and  245  Fourth  avenue, 
southeast  corner  (Block  No.  875,  Lot  Nos.  78  and  79), 
Borough  of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  30,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the.  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Gramercy  Park  South  (East 
20th  street)  is  in  a  residence,  business  and  unrestricted 
district;  East  19th  street  is  in  a  business,  residence  and 
unrestricted  district  and  Fourth  avenue  is  in  a  business 
district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered,  dated  April  23,  1936,  reads: 

“In  connection  with  your  letter  dated  April  17,  1936, 
and  parking  space  application  9-1935  which  was  filed 
by  you  in  this  department — 
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Since  these  premises  are  located  partly  in  a  business 
district  and  partly  in  a  residence  district,  they  are  ie- 
spectively  contrary  to  section  4,  subd.  5  and  section  3 
of  the  Zoning  Law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  106.8  feet  on  Gramercy  Park  South  and 
92  feet  on  Fourth  avenue;  the  east  portion  of  the  plot 
extends  into  a  residence  district  for  a  distance  of  approxi¬ 
mately  27  feet — the  remainder  of  the  plot  is  in  a  residence 
use  district.  It  is  proposed  to  occupy  the  plot  for  the  park¬ 
ing  or  storage  of  more  than  five  motor  vehicles ;  and 
Whereas,  the  Board  is  familiar  with  the  site  under  ap¬ 


peal  and  its  environs,  a  committee  of  the  Board  having 
inspected  these  premises  prior  to  the  hearing;  and 

Whereas,  the  Board  deems  that  there  is  no  justification 
for  the  use  of  this  plot  as  a  parking  lot  in  view  of  the 
surrounding  residential  and  business  development. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  application  be 
and  it  hereby  is  denied. 


Adjourned,  1 :00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JUNE  30,  1936 

Present:  Chairman  Murdock.  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

65-27-BZ. 

APPLICANT — Dunnigan  and  Dusenbury,  for  Treeverse 
Realty  Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  reopened  July  9,  1936,  for  consid¬ 
eration  of  an  amendment  to  the  resolution  of 
March  29,  1927,  to  permit  the  erection  of  a  roof 
sign — re  Application  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  residence  use 
district  the  erection  and  maintenance  of  a  business 
building. 

PREMISES  AFFECTED— South  side  of  West  Tremont 
avenue,  from  University  avenue  to  Andrews  ave¬ 
nue  (Block  No.  2878,  Lot  No.  200  and  part  of  Lot 
No.  170),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  W.  H.  Dusenbury. 

For  Opposition:  Louis  Iselin  and  A.  J.  Halprin. 

ACTION  OF  BOARD— Laid  oyer  to  July  14,  1936,  at  10 
a.m.,  on  request  of  applicant. 


59-36-BZ. 

APPLICANT — Larry  Meltzer,  for  May  L.  Haberle, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 254-09  Hillside  avenue,  north¬ 
east  corner  of  Little  Neck  parkway  (Block  No. 
8766,  Lot  No.  1),  Bayside,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Larry  Meltzer. 

For  Opposition  :  Samuel  Miller. 

ACTION  OF  BOARD— Laid  over  to  July  10,  1936,  at  10 
a.m.,  for  report  of  committee. 


104-36-BZ. 

APPLICANT — Hays,  Wolf,  Kaufman  and  Schwabacher, 
for  John  Burke,  for  India  Wharf  Holding  Cor¬ 
poration,  owner. 

SUBJECT — Request  for  preferential  hearing — Application 
(re  decision  of  the  commissioner  of  buildings) 


under  section  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the  erection 
and  maintenance  of  a  stone  and  monumental 
works. 

PREMISES  AFFECTED— 1270-1274  McDonald  avenue, 
west  side,  440  ft.  south  of  Avenue  J  (Block  No. 
5483,  Lot  No.  29),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  David  D.  Hendlin. 

ACTION  OF  BOARD — Preferential  hearing  granted- 
calendar  call  waived  and  set  for  hearing  July  14, 
1936,  at  2  p.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  not  later 
than  July  2,  1936.  Such  notice  to  include  instruc¬ 
tions  to  property  owners  that  objections  or  con¬ 
sents  shall  be  filed  with  the  board  not  later  than 
July  9,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


174-36-BZ. 

APPLICANT — Szold  and  Brandwen,  for  New  York 
Clothing  Cutters  Centre,  Inc.,  owner. 

SUBJECT— Request  for  preferential  hearing— Application 
(re  decision  of  the  commissioner  of  buildings) 
under  section  7h  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 44-46  East  12th  street,  south 
side,  132  ft.  west  of  Broadway  (Block  No.  563, 
Lot  No.  28),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Frank  Alland. 

ACTION  OF  BOARD — Preferential  hearing  granted — 
calendar  call  waived  and  set  for  hearing  July  14, 
1936,  at  2  p.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  registered  mail  not  later 
than  July  2,  1936.  Such  notice  to  include  instruc¬ 
tions  to  property  owners  that  objections  or  con¬ 
sents  shall  be  filed  with  the  board  not  later  than 
July  9,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING—  .  . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . 0 
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352-29-BZ. 

APPLICANT — Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (application  for  a  garage 
for  more  than  five  (5)  motor  vehicles  and  gaso¬ 
line  service  station  on  same  premises  previously 
denied  bv  board;  reopened  March  10,  1936). 

PREMISES  AFFECTED— 212-220  East  98th  street, 
southwest  corner  of  Kings  highway  (Block  No. 
4633.  Lot  No.  34),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Leo  Pincus. 

For  Opposition:  S.  T.  Koff. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(352-29-BZ) 

Whereas,  this  application  affecting  premises  212-220  East 
98th  street,  southwest  corner  of  Kings  highway  (Block- 
No.  4633,  Lot  No.  34),  Borough  of  Brooklyn,  to  permit  in 
a  business  use  district  the  erection  and  maintenance  of  a 
garage  for  more  than  five  motor  vehicles  and  a  gasoline 
service  station,  was  denied  by  the  Board,  November  6 
1929;  and 

Whereas,  the  owner  requested  a  rehearing  of  the  case 
to  permit  in  a  business  use  district  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than  five  motor  vehicles ; 
and 

Whereas,  this  case  was  reopened  by  vote  of  the  Board 
March  10,  1936 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  30,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals  ;  and 

V  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  98th  street  is  in  a 
business  district ;  Kings  highway  is  in  a  business  and  resi¬ 
dence  district;  Rockaway  Parkway  is  in  a  residence  dis¬ 
trict  and  I  apscott  street  is  in  a  business  and  residence 
district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Budd¬ 
ings,  rendered  February  4,  1936,  re  N.B.  Application  No. 
1078-1936,  reads : 

“Proposed  public  garage  to  be  located  in  a  business 
use  district  is  contrary  to  art.  II,  sect.  4a  of  Zone 
Resolution.” 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  in  height,  with  a  frontage 
of  25  feet  4  inches  on  Kings  Highway  and  83  feet  4  inches 
on  East  98th  street  and  a  depth  of  117  feet  3  inches,  ir¬ 
regular,  to  be  occupied  as  a  storage  garage  for  more  than 
five  motor  vehicles ;  and 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  Committee  of  the  Board,  report  of  which  in¬ 
spection  was  read  at  this  hearing;  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE. 

June  20,  1936. 

Cal.  No.  352-29-BZ. 

Premises:  212-220  East  98th  street,  southwest  corner 
Kings  highway,  Borough  of  Brooklyn. 

This  application  for  a  zoning  variance  has  been 
reopened  and  reheard  on  a  new  proposal.  Denied  in 
1929  for  a  garage  and  gasoline  station  in  a  business 
district  at  the  intersection  of  Kings  highway  and  East 


98th  street,  it  is  now  proposed  to  construct  the  garage 
only  and  to  construct  a  portion  of  the  building  on 
the  Kings  highway  frontage  of  25  feet  for  a  con- 
tormmg  use  in  no  way  connected  with  the  garage 
occupancy.  The  previous  denial  appears  to  have  been 
largely  because  of  the  open  gasoline  station  feature 
then  proposed.  The  shape  of  the  plot,  the  elevated 
railway  on  East>98th  street,  the  outlook  upon  two  gaso¬ 
line  stations  directly  across  from  the  premises,  all 
tend  to  indicate  tnat  a  certain  extent  of  hardship  ex¬ 
ists  to  justify  permitting  a  use  that  will  not  seriously 
injure  the  development  of  the  Kings  highway  front¬ 
age  of  adjacent  owners.  On  East  98th  street  the  ad¬ 
joining  premises  are  developed  with  a  garage,  zoning 
variance  for  which  was  granted  by  this  Board  in  1928, 
and  under  court  review  the  action  of  the  Board  was 
sustained.  Other  garages  further  north  on  East  98th 
Street  were  erected  because  of  variances  granted  and 
while  this  may  appear  as  piecemeal  zoning  variances, 
contrary  to  the  Levy  decision  and  the  earlier  Downey- 
Ivensington  decision,  there  are,  however,  elements  ot 
individual  and  unique  hardship  which  mark  this  par¬ 
ticular  lot.  The  fact  that  the  premises  have  remained 
unimproved  since  the  earlier  decision,  while  not  de¬ 
termining,  add  to  the  argument  that  a  conforming 
development  is  difficult.  During  the  period  of  real 
estate  depression  it  was  undoubtedly  also  difficult 
to  develop  and  this  has,  perhans,  also  been  one  of 
the  reasons  why  the  adjoining  Kings  highway  front¬ 
age,  also  subject  to  appeal  betore  this  Board,  has  re¬ 
mained  vacant,  except  for  installation  of  a  diner. 

The  Committee,  after  inspection,  recommends  that 
a  zoning  variance  be  granted  under  section  21,  lim¬ 
ited,  however,  to  a  one-story  garage  with  gasoline  stor¬ 
age  and  sale  restricted  to  within  the  building  solely, 
for  servicing  cars  stored  therein  and  that  the  frontage 
along  Kings  highway  be  for  a  conforming  store,  sepa¬ 
rated  by  unpierced  walls  from  the  garage  portion  and 
not  operated  in  conjunction  therewith.  The  boiler 
room  should  be  at  the  northerly  side  on  East  98th 
street  and  not  enterable  through  a  sidewalk  door  from 
Kings  highway. 

(Sgd.)  HARRIS  H.  MURDOCK, 
Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
Committee  of  Inspection. 

and 

Whereas,  the  Committee  of  the  Board  recommended 
that  the  application  be  granted ;  and 

Whereas,  the  Board  deemed  that  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  21. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  Building  Zone  Resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21  to  permit  the  premises  under  appeal  to  be  used 
in  part  as  a  public  garage  on  condition  that  the  building 
shall  not  exceed  one  story  in  height  and  shall  be  con¬ 
structed  of  fireproof  materials,  except  that  the  roof  fram¬ 
ing  and  boarding  may  be  of  wood  provided  the  ceiling 
throughout  is  fire  retarded  in  accordance  with  the  Rules 
of  the  Board  of  Standards  and  Appeals  and  weather  sur¬ 
faced  with  non-inflammable  material  and  permitting  the 
exterior  doors  on  East  98th  street  to  the  garage  to  be  of 
wood,  provided  the  exterior  windows  facing  East  98th 
street  are  of  metal  frames  and  sash,  which  may  be  glazed 
with  plain  plate  glass ;  that  the  rear  exit  door  shall  be 
fireproof;  that  the  front  of  building  facing  East  98th 
street  and  Kings  highway  shall  be  constructed  of  face 
brick  with  terra  cotta  or  stone  trimmings ;  that  the  boiler 
room  shall  be  separated  from  the  balance  of  garage  with 
fireproof  construction,  enterable  only  from  the  exterior 
of  building  and  located  at  the  northeasterly  corner  of 
the  building;  that  there  shall  be  constructed  on  the  rear 
lot  lines  at  the  rear,  except  where  shown,  a  brick  wall 
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not  less  than  6  feet  in  height  and  that  this  rear  area  shall 
be  paved ;  that  there  shall  be  no  lot  line  windows  in  any 
of  the  interior  lot  line  walls  opening  on  the  adjacent 
property;  that  skylights  shall  be  not  nearer  than  20  feet 
to  any  side  lot  line  wall ;  that  all  skylights  shall  be  of 
metal  frame  glazed  with  thin  glass  with  heavy  mesh 
screens  over  and  under;  that  the  portion  of  the  building 
facing  on  Kings  highway  shall  be  completely  separated 
from  the  garage  by  8-inch  brick  unpierced  walls  and  used 
for  a  conforming  use,  in  no  way  connected  with  the  op¬ 
eration  of  the  garage ;  that  there  may  be  installed  within 
the  garage  two  tanks  for  the  storage  of  gasoline,  in¬ 
stalled  in  accordance  with  the  requirements  therefor,  each 
tank  to  contain  not  more  than  550-gallons  with  two  gaso¬ 
line  pumps,  one  for  each  tank ;  that  the  gasoline  storage 
shall  be  exclusively  for  servicing  cars  stored  within  the 
garage  and  no  gasoline  shall  be  sold  to  passing  automo- 
bilists ;  that  there  shall  be  no  portable  gasoline  pumps  used 
on  or  from  the  premises ;  that  curb  cuts  to  permit  entrance 
to  garage  shall  be  limited  to  two  (2)  on  East  98th  street, 
opposite  the  garage  entrances  shown ;  that  such  curb  cuts 
shall  not  exceed  15  feet  in  width  each;  that  there  shall 
be  no  signs  erected  on  the  roof  of  this  building  or  on  any 
of  the  interior  side  lot  line  walls ;  that  signs  advertising 
the  non-conforming  garage  use  shall  be  limited  exclusively 
to  lettering  painted  on  or  attached  to  the  front  windows, 
excluding  any  sign  overhanging  the  building  line  of  East 
98th  street  or  Kings  highway;  that  there  shall  be  no  auto¬ 
mobile  repairing  carried  on  in  the  premises  ;  and  that  all 
permits  shall  be  obtained  and  all  work  completed  within 
one  year  from  the  date  of  this  action. 


47-34-BZ. 

APPLICANT — Abrem  Cohen,  owner. 

SUBJECT — Application  reopened  June  9,  1936,  for  con¬ 
sideration  as  to  extension  of  permit— -re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
under  section  21  of  the  building  zone  resolution, 
permitting  parti}7  in  a  business  use  district  and 
partly  in  a  residence  use  district  the  replacement 
of  a  frame  lumber  shed  with  a  concrete  structure 
— granted  under  section  21  for  a  temporary  period 
of  two  (2)  years. 

PREMISES  AFFECTED— East  side  of  95th  street,  100 
ft.  north  of  Northern  boulevard  (Block  No.  1425, 
Lot  Nos.  44  and  45),  Corona,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  Sol  Ringel.  . 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  Tp  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(47-34-BZ) 

Whereas,  this  application  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use  district,  the  replace¬ 
ment  of  a  frame  lumber  shed  with  a  concrete  structure, 
was  granted  by  the  Board  for  a  period  of  two  years,  July 
3,  1934,  on  certain  conditions ;  premises :  East  side  of  95th 
street  100  feet  north  of  Northern  boulevard  (Block  No. 
1425,  Lot  Nos.  44  and  45),  Corona,  Borough  of  Queens; 
and 

Whereas,  the  owner  requested  a  reopening  of  the  ap¬ 
plication  and  an  extension  of  the  temporary  period ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
Board,  June  9,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standard  and  Appeals,  at  its  regular 
meeting,  June  30,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals  ;  and 


Whereas,  it  appears  that  there  have  been  no  change  in 
conditions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  Board  on  July 
3,  1934,  only  so  far  as  it  has  reference  to  the  time  of 
permit  so  that  as  amended  this  portion  of  the  resolution 
shall  read : 

“granted  under  Section  21  for  a  period  of  two  years 
from  the  date  of  this  amended  resolution  on  condi¬ 
tion  that  other  than  as  amended  herein  the  resolution 
adopted  by  the  Board  on  July  3,  1934,  shall  be  com¬ 
plied  with  in  all  respects.” 


66-36-BZ. 

APPLICANT — Samuel  Gardstein,  for  Progressive  Syna¬ 
gogue,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use,  “D”  area 
district,  the  extension  of  a  building  (church)  ; 
the  proposed  extension  not  conforming  with  “D” 
area  requirements. 

PREMISES  AFFECTED— 1515  46th  street,  north  side, 
98  ft.  east  of  15th  avenue  (Block  No.  5433,  Lot 
No.  72).  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Hugo  Levy. 

For  Opposition:  Kathryn  T.  Frendisch,  Mrs.  A. 
H.  Siderowitz  and  Katie  Sommerfeld. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(66-36-BZ) 

Whereas,  Samuel  Gardstein,  for  Progressive  Syna¬ 

gogue,  owner,  filed  March  19,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  residence  dis¬ 
trict  the  extension  of  a  building  (church)  ;  the  proposed 
extension  not  conforming  with  “D”  area  requirements : 

premises :  1515  46th  street,  north  side,  98  feet  east  of 

15th  avenue  (Block  No.  5433,  Lot  No.  72),  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  30,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  46th  street  is  in  a  residence 
and  business  use  and  also  “C”  and  “D”  area ;  15th  ave¬ 
nue  is  in  a  business  use  and  “C”  area  and  45th  street  is  in 
a  residence  and  business  use  and  also  “C”  and  “D”  area ; 
and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  March  17,  1936,  re  Application  No.  2886- 
1936,  reads: 

“This  application  denied  for  the  following: 

Provide  a  rear  yard  as  per  art.  4,  sects.  14  and  17 
of  the  zone  resolution. 

Area  in  a  “D”  residential  district  excessive  by  750 
square  feet  contrary  to  art.  4,  sect.  14C  of  the  zone 
resolution.” 

and 

Whereas,  the  building  is  of  frame  construction,  one 
story  and  basement  in  height,  with  a  frontage  of  34  feet  9 
inches  and  a  depth  of  80  feet,  occupied  as  a  synagogue. 
The  westerly  portion  of  the  plot  (having  a  frontage  of 
2  feet  is  in  a  business  use  “C”  area  district  and  the  re¬ 
mainder  of  the  plot  is  in  a  residence  use  “D”  area  dis¬ 
trict.  Linder  Cal.  933-21-A  the  Board  granted  permission 
to  add  a  frame  addition  (29  feet  8  inches  deep)  to  the 
existing  frame  synagogue.  It  is  now  proposed  to  erect 
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extensions  (masonry  faced  frame  walls  and  wood  floors 
and  roof)  to  the  existing  building.  The  building  and  the 
proposed  extensions  vary  with  the  requirements  of  the  zone 
resolution  by  omitting  the  required  20-foot  rear  yard  and 
by  occupying  approximately  74  per  cent  of  the  plot  in 
excess  of  approximately  750  square  feet ;  instead  of  60  per 
cent  as  limited  by  the  zone  resolution;  and 

Whereas,  this  application  was  the  subject  of  an  in¬ 
spection  by  a  Committee  of  the  Board,  report  of  which 
inspection  was  read  at  this  hearing;  and  which  report 
follows : 

REPORT  OF  COMMITTEE 

June  20,  1936. 

Re:  Cal.  No.  66-36-BZ 

Premises:  1515  46th  street  (Block  No.  5433,  Lot  No. 
72),  Borough  of  Brooklyn. 

The  plot  under  appeal  is  in  a  “D”  area  residence 
zone  and  is  occupied  by  a  frame  synagogue  in  existence 
for  many  years.  By  sale  of  adjoining  lots,  the  lot 
area  on  which  this  synagogue  stands  has  been  reduced 
to  40  x  100  or  4000  feet,  of  which  the  present  coverage 
is  approximately  60  per  cent.  In  1921,  this  Board, 
under  Cal.  No.  933-A,  permitted  a  rear  extension  to 
be  built  not  as  a  variation  of  the  zoning  restrictions 
but  as  a  variation  of  the  building  code,  as  an  extension 
of  a  frame  building  within  the  fire  limits.  It  is  now 
proposed  to  erect  a  front  addition  out  to  the  building 
line  of  frame  partly  brick  faced  and  also  an  additional 
rear  extension,  so  that  if  carried  out  the  total  area  of 
the  lot  occupied  would  be  approximately  74  per  cent, 
exceeding  the  permitted  coverage  in  a  “D”  area  dis¬ 
trict  by  14  per  cent  and  also  extending  farther  the 
frame  construction  of  a  place  of  public  assembly  within 
the  fire  limits.  If  this  building  were  now  erected,  it 
would  not  be  permitted  of  frame  construction  and  a 
rear  yard  or  a  rear  yard  and  a  front  yard  would  be 
required  for  a  depth  of  20  feet,  as  well  as  a  side 
yard.  These  open  spaces  are  required  for  the  benefit 
of  adjoining  premises  and  the  owners  are  entitled  to 
this  protection.  While  it  is  permitted  in  a  “D”  area 
district  to  build  to  the  building  line,  open  spaces  are 
required  elsewhere  on  the  lot  to  compensate,  for  the 
general  good  of  the  neighborhood.  This  purpose 
would  be  defeated  by  the  proposal  in  this  appeal. 

In  the  opinion  of  the  Committee  after  inspection, 
the  appeal  should  not  be  granted  to  permit  an  exten¬ 
sion  of  a  frame  place  of  public  assembly  occupying 
so  much  in  excess  of  the  permitted  coverage. 

(Sgd.)  HARRIS  H.  MURDOCK, 
Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
Committee  of  Inspection. 

and 

Whereas,  the  report  of  the  Committee  of  the  Board 
recommended  that  the  application  be  denied ;  and 

Whereas,  the  Board  deemed  that  applicant  had  failed 
to  substantiate  the  basis  of  his  application  under  section  21. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


191-34-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  The  Hermitage 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  use 
of  a  plot  of  ground  as  a  parking  space  for  more 
than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years  (reopened  May  5,  1935). 

PREMISES  AFFECTED — 2097  Boston  road,  west  side, 
165.08  ft.  south  of  East  180th  street  (Block  No. 
3137,  part  of  Lot  No.  20),  Borough  of  The  Bronx. 


APPEARANCES— 

For  Applicant:  Sidney  L.  Strauss. 

For  Opposition :  Henry  D.  Becker  and  Bella 
Feldman. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(191-34-BZ) 

Whereas,  this  application,  to  permit  partly  in  a  busi¬ 
ness  use  .district  and  partly  in  a  residence  use  district, 
under  section  21,  the  use  of  a  plot  of  ground  as  a  park¬ 
ing  space  for  more  than  five  motor  vehicles  was  denied 
by  the  Board  November  27,  1934;  premises:  2087  Boston 
road,  west  side,  100  feet  south  of  East  180th  street  (Block 
No.  3137,  Lot  No.  20),  Borough  of  The  Bronx;  and 
Whereas,  the  applicant  requested  a  reopening  of  the 
application  to  be  considered  under  the  provisions  of  sec¬ 
tion  7,  subdiv.  H  of  the  building  zone  resolution,  the  prem¬ 
ises  now  being  2097  Boston  road,  west  side,  165.08  feet 
south  of  East  180th  street  (Block  No.  3137,  part  of  Lot 
No.  20),  Borough  of  The  Bronx;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
Board  May  5,‘  1936,  to  permit  in  a  business  use  district  the 
use  of  a  plot  of  ground  as  a  parking  space  for  more 
than  five  motor  vehicles  for  a  temporary  period  of  two 
years ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  30,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Boston  road  is  in  a  business 
and  residence  district;  East  179th  street  is  in  a  residence, 
business  and  unrestricted  district;  East  180th  street  is  in 
a  business  and  residence  district ;  and  Bryant  avenue  is  in 
a  business  and  residence  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  May  18,  1936,  reads : 

"Your  application  of  May  13,  1936,  for  a  certificate 
of  occupancy  of  the  vacant  plot  of  land  on  the  west 
side  of  Boston  road  165.08  feet  south  of  East  180th 
street  in  the  Borough  of  The  Bronx,  located  in  a 
business  and  residence  district  for  an  open  air  sta¬ 
tion  for  the  parking  or  storage  of  200  motor  vehicles 
is  hereby  denied  as  the  proposed  occupancy  is  con¬ 
trary  to  the  provisions  of  the  building  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  105  feet  and  a  maxi¬ 
mum  depth  of  337  feet ;  the  west  portion  of  the  plot  is  in 
the  residence  district  and  the  east  part  is  in  the  business 
use  district ;  proposed  to  use  the  plot  as  a  parking  space 
for  more  than  five  motor  vehicles  for  a  temporary  period 
of  two  (2)  years;  and 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  Committee  of  the  Board,  report  of  which  inspec¬ 
tion  was  read  at  this  hearing;  and  which  report  follows: 

REPORT  OF  COMMITTEE 
Re:  191-34-BZ 

Premises:  2097  Boston  road  (Block  No.  3137,  part  of 
Lot  No.  20),  Borough  of  The  Bronx. 

This  is  an  application  under  section  7-H  to  permit 
a  portion  of  the  lot  within  the  business  use  district 
to  be  used  for  parking  and  storage  of  automobiles. 
Prior  to  the  enactment  of  section  7-H,  an  appeal  was 
heard  under  section  21  for  similar  use  and  denied 
after  public  hearing  and  inspection.  In  spite  of  such 
denial  of  use,  the  premises  were  permitted  to  be  used 
for  parking  and  storage  and  curb  cuts  were  granted 
until,  as  a  result  of  a  violation  and  court  action,  the 
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use  was  discontinued.  The  premises  now  vacant  are 
owned  by  the  same  owner  as  the  adjoining  store  and 
theatre  building  which  is  represented  as  unprofitable 
and  income  for  parking  on  this  vacant  lot  is  desired  to 
help  carry  the  joint  premises.  It  is  not  shown  that 
need  for  the  parking  lot  exists  and  on  the  contrary  it 
is  again  shown  that  ample  facilities  exist  in  nearby 
garages  for  local  parking  and  storage. 

The  Committee  recommends  that  the  previous  report 
of  November  1934  be  affirmed  and  this  appeal  under 
7-H  denied  for  the  reasons  then  and  now  given  and 
also  in  view  of  the  repeated  objection  of  owners  of 
apartment  houses  w'hose  buildings  abut  or  overlook 
this  proposed  parking  lot  and  whose  rentals  have  been 
and  would  be  affected. 

(Sgd.)  HARRIS  H.  MURDOCK, 
Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
Committee  of  Inspection. 

and 

Whereas,  this  report  recommended  the  denial  of  the 
application  and  the  Board  deemed  that  the  need  for  a 
parking  lot  had  not  been  shown  to  exist  and  that  there 
were  ample  facilities  for  local  parking  and  storing  of 
cars. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


138-36- BZ. 

APPLICANT — Lama  and  Proskauer,  for  Louis  &  Sol 
Berger,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
extension  of  an  existing  gasoline  service  station. 
PREMISES  AFFECTED — 1096-1098  Lafayette  avenue 
and  10-16  Paffffien  avenue,  southwest  corner 
(Block  No.  1612,  Lot  Nos.  43  and  44),  Borough  of 
Brooklvn. 

APPEARANCES— 

For  Anplicant:  Alfred  A.  Lama. 

For  Opposition:  Benjamin  R.  Leinhardt  and 
Tosenh  F.  Sarosv. 

ACTION  OF  BOARD — Anplication  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(138-36-BZ) 

Whereas,  Lama  and  Proskauer,  for  Louis  Berger  and 
Sol  Berger,  owners,  filed  May  15,  1936,  an  application 
under  the  building  zone  resolution  to  nermit  in  a  business 
use  district  the  extension  of  an  existing  gasoline  service 
station;  premises:  1096-1098  Lafayette  avenue  and  10-16 
Patchen  avenue,  southwest  corner  (Block  No.  1612,  Lot 
Nos.  43  and  44),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  30,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ing  zone  resolution  show  that  Lafayette  avenue  is  in  a 
business  and  residence  district ;  Patchen  avenue  is  in  a 
business  district;  Van  Buren  street  is  in  a  residence  and 
business  district  and  Broadway  is  in  a  business  district ; 
and 

Whereas,  the  decision  of  the  Commissione  rof  Build¬ 
ings,  rendered  May  5,  1936,  re  Application  No.  5309-36, 
reads : 


“Proposition  of  extending  gasoline  station  and  erect¬ 
ing  new  building  with  proposed  accessory  uses  in  a 
business  district  is  contrary  to  B.Z.  Resolution,  art.  II 
4  and  6  and  is  therefore  denied.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  feet  on  Patchen  avenue  and  44  feet  7 
inches  on  Lafayette  avenue,  upon  the  plot  there  are  lo¬ 
cated  two  frame  buildings  which  are  to  be  demolished. 
Part  of  the  plot  is  now  being  used  as  a  gasoline  service 
station — that  part  of  the  plot  between  the  existing  build¬ 
ings  and  Lafayette  avenue ;  proposes  to  erect  upon  the 
plot  a  one-story  brick  accessory  building  (office,  grease 
room  and  auto  laundry),  24  feet  by  60  feet  in  area,  in¬ 
stall  additional  tank  and  pumps  and  to  use  the  entire  plot 
as  a  gasoline  service  station ;  and 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  Committee  of  the  Board,  report  of  which  inspec¬ 
tion  was  read  at  this  hearing;  and  which  report  follows: 

REPORT  OF  COMMITTEE 

June  22,  1936. 

Re:  Cal.  No.  138-36-BZ 

Premises :  1096-1098  Lafayette  avenue,  10-16  Patchen 
avenue,  Borough  of  Brooklyn. 

The  premises  under  appeal  are  in  a  business  district, 
at  the  southwest  corner  of  Lafayette  and  Patchen 
avenues,-  Borough  of  Brooklyn,  44  feet  7  inches  by  100 
feet,  consisting  of  two  lots  each  having  frame  dwell¬ 
ings  thereon  and  owned  by  present  owners  since 
1922. 

In  that  year,  permit  was  obtained  from  the  Fire 
Department  to  install  a  gasoline  station  on  the  front 
portion  of  the  corner  lot,  between  the  house  and 
the  Lafayette  avenue  building  line,  an  area  of  ap¬ 
proximately  22  by  25  feet.  Two  550  gallon  gasoline 
tanks  were  installed  therein  and  two  pumps.  The 
store  in  the  house  has  been  used  as  an  office  and 
accessory  store  in  conjunction  with  the  gasoline  sta¬ 
tion  which  has  been  operated  under  permits  continu¬ 
ously  since  1922,  prior  to  the  amendment  prohibiting 
gasoline  stations  in  business  districts.  The  entire  plot 
is  listed  in  the  Fire  Department  record  as  occupied  by 
the  gasoline  station  and  the  frame  house.  Certificate 
of  occupancy  issued  by  the  Department  of  Buildings 
covers  the  occupancy  of  the  house  only.  It  should 
have  been  issued  for  the  gasoline  station  use  as  well 
under  section  22  of  the  zoning  resolution.  The  Fire 
Department  permit  should  have  recorded  the  dimen¬ 
sion  of  the  portion  of  the  lot  devoted  to  the  gasoline 
station  and  not  the  entire  lot. 

It  appears  that  the  front  portion  of  the  adjoining 
lot  No.  43  has  also  been  used  since  1922  in  conjunction 
with  the  front  portion  of  the  corner  lot  No.  44  for 
driveway  to  the  gas  station  and  a  pump  has  been  lo¬ 
cated  on  the  front  portion  of  this  interior  lot  No.  43, 
apparently  without  permit  therefor  being  obtained. 

It  is  the  opinion  of  the  Committee,  after  inspection, 
that  in  view  of  the  existing  gasoline  station  there  by 
right  that  a  better  condition  will  obtain  by  granting 
the  extension  of  area  to  include  lot  No.  43  thereby 
eliminating  two  outworn  frame  buildings.  With  a  lot 
line  wall  and  the  new  location  of  pumps,  the  objection 
of  the  adjoining  owner  to  the  present  arrangement 
should  be  largely  overcome.  The  building  itself  should 
be  rearranged  to  eliminate  the  cellar  for  boiler  room 
and  removing  flue  from  side  line  against  the  adjoining 
frame  wall. 

The  Committee  recommends  granting  under  sec- 

tion  >-j ^ 

(Sgd.)  HARRIS  H.  MURDOCK, 
Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
Committee  of  Inspection. 

and 

Whereas,  this  report  recommended  the  granting  of 
this  application  and  the  Board  deemed  that  the  applicant 
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had  substantiated  the  basis  of  his  application  under  section 
7,  subdiv.  C,  in  view  of  the  existing  gasoline  station  and 
that  public  welfare  will  be  enhanced  by  the  elimination 
of  two  outworn  frame  buildings. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  under 
section  7C  to  permit  the  extension  of  existing  gasoline 
station  so  as  to  include  the  additional  area  as  indicated 
on  plans  filed  with  this  appeal,  giving  a  total  frontage 
of  44  feet  7  inches  on  Lafayette  avenue,  and  a  total  front¬ 
age  of  100  feet  along  Patchen  avenue,  on  condition  that 
all  existing  buildings  on  the  premises  shall  be  removed 
and  the  plot  leveled  substantially  to  the  grade  of  sur¬ 
rounding  streets;  that  the  accessory  building  shall  be 
constructed  toward  the  southwesterly  portion  of  the  prem¬ 
ises  and  shall  not  exceed  one  story  in  height,  shall  be  of 
fireproof  construction  except  that  the  roof  framing  and  roof 
boarding  may  be  of  wood  provided  the  ceilings  through¬ 
out  are  fire  retarded  in  accordance  with  the  rules  of  the 
Board  of  Standards  and  Appeals  and  the  roof  surfacing 
is  of  non-inflammable  material ;  that  any  skylights  erected 
in  the  roof  shall  be  not  nearer  than  10  feet  to  the  interior 
lot  line  and  shall  be  constructed  of  metal  frames  and  glazed 
with  wire  glass;  that  there  shall  be  no  openings  in  the 
wall  of  accessory  buildings  on  interior  lot  line  of  ad¬ 
joining  premises;  that  there  shall  be  no  excavation  under 
accessory  buildings  except  for  pits  for  greasing  racks ; 
that  any  room  for  heating  shall  be  enclosed  in  fireproof 
material  and  enterable  only  from  the  exterior  of  the  build¬ 
ing ;  that  any  flue  erected  shall  be  not  nearer  than  10  feet 
from  the  side  wall  of  adjoining  frame  building;  that 
there  shall  be  erected  on  the  interior  lot  line  of  the  south 
a  wall  not  less  than  7  feet  in  height,  and  on  the  interior 
lot  line  to  the  east  a  wall  not  less  than  7  feet  in  height 
for  a  distance  of  15  feet,  thence  not  less  than  5  feet  in 
height  to  the  building  line  of  Lafayette  avenue ;  that  the 
walls  and  the  front  walls  of  accessory  buildings  shall  be 
faced  with  face  brick  with  terra  cotta  or  stone  trimmings, 
with  no  stucco  other  than  as  indicated  on  elevation  of 
accessory  building  filed  with  this  appeal;  that  the  front 
portion  of  the  accessory  building  where  used  for  greasing 
shall  remain  open ;  that  the  balance  of  the  plot  where  not 
covered  by  accessory  building  shall  be  cement  paved ; 
that  there  shall  be  erected  on  the  exterior  lot  lines  rein¬ 
forced  concrete  curb,  cast  integral  with  the  cement  pav¬ 
ing,  this  curb  to  be  not  less  than  12  inches  in  width  and 
5  inches  in  height  with  rounded  top,  with  not  over  two 
(2)  openings  therein  to  Patchen  avenue  and  not  over 
one  (1)  opening  to  Lafayette  avenue;  that  no  part  of  any 
opening  shall  be  nearer  than  5  feet  to  the  corner  formed 
by  Patchen  avenue  and  Lafayette  avenue,  nor  nearer  than 
5  feet  to  either  interior  lot  line;  that  these  openings  shall 
not  exceed  25  feet  in  width ;  that  curb  cuts  may  be  con¬ 
structed  opposite  these  openings  not  exceeding  30  feet  in 
width;  that  any  gasoline  pumps  erected  on  the  premises 
shall  not  be  nearer  than  10  feet  to  the  Patchen  avenue 
building  line  or  15  feet  to  Lafayette  avenue  building  line; 
that  no  automobile  repairing  shall  be  permitted  on  the 
premises ;  that  no  portable  gasoline  pumps  shall  be  used 
on  or  from  the  premises  and  no  parking  of  cars  other 
than  those  being  serviced ;  that  no  roof  signs  shall  be 
erected  on  accessory  building  and  the  signs  shall  be  lim¬ 
ited  to  illuminated  globes  of  pumps  and  to  permanently 
affixed  signs  to  the  facia  over  the  entrances  to  the  acces¬ 
sory  building,  excluding  all  temporary  signs  of  every 
nature,  but  permitting  one  post  standard  erected  within 
the  building  line  near  the  corner  formed  by  Lafayette 
avenue  and  Patchen  avenue,  solely  for  carrying  a  sign, 
which  may  be  illuminated,  advertising  the  brand  of  gaso¬ 
line  on  sale,  provided  this  sign  does  not  extend  beyond 
the  building  line  for  a  distance  of  more  than  5  feet,  and 
not  less  than  10  feet  above  the  curb  level ;  that  before  fil¬ 
ing  plans  with  the  Commissioner  of  Buildings,  plans  shall 
be  submitted  to  this  Board  and  approved  by  the  Chair¬ 


man  in  behalf  of  the  Board  as  complying  with  this  resolu¬ 
tion;  that  all  existing  gasoline  pumps  shall  be  removed 
and  existing  gasoline  tanks  shall  be  exposed  to  view  and 
subject  to  test  by  the  Fire  Commissioner  at  the  time  the 
additional  tank  as  proposed  is  installed ;  and  that  all 
permits  shall  be  obtained  and  all  work  completed  within 
one  year  from  the  date  of  this  action. 


306-35- BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Bonomo  Realty 
Corp.  owner. 

SL’BJECT — -Application  for  reopening — amendment — re 
.Application  (decision  of  the  commissioner  of 
buildings)  under  section  7e  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
change  of  occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 2847-2863  West  Eighth  street, 
east  side,  125  ft.  8 )4  in.  south  of  Sheepshead  Bay 
road  (Block  No.  7279,  Lot  Nos.  163  and  169), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Irving  M.  Fenichel  and  Victor  A. 

Bonomo. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  o 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  . ,  ^ 

Absent  .  u 

THE  RESOLUTION— 

(306-35-BZ) 


W  hereas,  Irving  M.  Fenichel,  for  Bonomo  Realty  Corp., 
owner,  filed  November  1,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  change  of  occupancy  of  an  existing  building  to  a  ga¬ 
rage  for  more  than  five  (5)  motor  vehicles;  premises: 
2847-2863  WTst  8th  street,  east  side,  125  ft.  8)4  in.,  south 
of  Sheepshead  Bay  road  (Block  No.  7279,  Lot  Nos.  163 
and  169),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  applica¬ 
tion  by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  January  14,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
WMereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  8th  street  is  in  a 
business  and  unrestricted  district:  Sheepshead  Bay  road  is 
in  a  business  and  unrestricted  district  and  Neptune  ave¬ 
nue  is  in  a  business  and  unrestricted  district;  and 
W-Mereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  October  24,  1935,  re  Application  No.  13124- 
1935,  reads : 

“Proposed  conversion  to  public  garage  for  more 
than  five  cars  in  a  business  use  district  is  contrary  to 
article  II,  sec.  4A  of  building  zone  resolution  and  is 
therefore  denied.” 

and 

W  hereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  180  ft.  and  a  maxi¬ 
mum  depth  of  120  ft. ;  upon  the  north  portion  of  the  plot 
there  is  located  an  irregular  shaped  one-story,  non-fire- 
proof  structure,  having  a  frontage  of  86  ft.  8  in.  on  West 
8th  street  and  a  maximum  depth  of  120  ft.  It  is  proposed 
to  use  this  building  as  a  garage  for  more  than  five  motor 
vehicles ;  and 

W:hereas,  a  Committee  of  the  Board,  in  order  to  be 
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informed  prior  to  the  hearing,  inspected  these  premises 
on  January  9,  1936;  and 

Whereas,  the  Board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  7(e)  of  the  build¬ 
ing  zone  resolution,  and  was,  therefore,  entitled  to  relief ; 
and 

Whereas,  this  application  was  granted  by  the  Board 
at  its  meeting  January  14,  1936,  for  a  temporary  period  of 
five  years  on  certain  conditions  and  applicant  requested 
an  amendment  of  these  conditions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section  7E 
for  a  temporary  period  of  five  (5)  years  from  the  date  of 
this  action ;  to  permit  the  one-story  building  at  the  rear 
northerly  portion  of  Lot  169,  known  as  2847  West  8th 
street,  to  be  used  as  a  non-storage  garage  adjoining  on 
Lot  6,  known  as  626  Sheepshead  Bay  road ;  and  permit¬ 
ting  the  construction  of  an  opening,  as  shown  on  plans 
filed  with  this  appeal  marked  “Received  June  22,  1936,” 
so  as  to  connect  this  building  with  garage  on  Lot  6,  on 
condition  that  this  connecting  opening  shall  be  protected 
with  fireproof  automatic  self-closing  doors  and  that  the 
rear  portion  of  this  building  on  Lot  169  shall  be  used  for 
the  storage  only  of  cars  and  trucks  of  the  Brighton  Laun¬ 
dry  and  their  subsidiaries  and  successors  and  that  there 
shall  be  no  storage  of  gasoline  other  than  in  the  tanks  of 
the  cars;  that  there  shall  be  no  automobile  repairing 
carried  on ;  that  the  front  portion  of  this  one-story  build¬ 
ing  facing  West  8th  street  for  a  distance  easterly  from 
the  West  8th  street  building  line  of  at  least  25  ft.  shall 
be  used  for  conforming  use  and  this  portion  shall  be  sepa¬ 
rated  from  the  portion  herein  permitted  to  be  used  for 
garage  purposes  by  a  cinder  block  wall  not  less  than  8 
in.  thick  up  to  the  plate  line  of  the  building  and  from 
there  to  the  peak  separated  by  a  sheet  steel  partition, 
provided,  however,  there  shall  be  constructed  in  this  wall 
and  in  the  front  wall  of  the  building  on  the  West  8th 
street  building  line  double  doors  to  provide  emergency 
exit  in  case  of  fire  from  the  garage  portion  through 
West  8th  street ;  that  existing  windows  in  the  southerly 
wall  shall  be  blocked  up  with  sheet  metal  not  less  than 
26  gauge;  that  such  portable  fire  extinguishing  apparatus 
shall  be  installed  as  the  Commissioner  may  require;  that 
all  work  shall  be  completed  within  one  year  from  the 
date  of  this  action. 


34-35-BZ. 

APPLICANT— Irving  M.  Fenichel,  for  Ken-Isle,  Inc., 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
—  re  Application  (decision  of  the  commissioner  of 
buildings)  under  sections  7a  and  21  of  the  building 
zone  resolution,  permitting  on  a  plot  of  ground, 
located  in  a  business  and  residence  district  on 
which  is  located  an  existing  dry  cleaning  and  dye¬ 
ing  establishment,  the  erection  of  an  extension 
to  the  dry  cleaning  and  dyeing  building,  a  garage 
for  more  than  five  (5)  motor  vehicles  and  the 
erection  of  an  additional  dyeing  and  dry  cleaning 
building  and  accessory  tanks,  etc. 

PREMISES  AFFECTED— 18-05  11th  avenue  (Cross  Is¬ 
land  boulevard),  east  side  800  ft.  south  of  Locke 
avenue  (Block  No.  4729,  Lot  No.  46,  Block  4732, 
Lot  No.  9,  Blocks  Nos.  4746  and  4747,  Lot  No.  1). 
Whitestone,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Irving  M.  Fenichel. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 


Negative  .  0 

Absent  .  0 

THE  VOTE  Tp  EXTEND  TIME— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(34-35-BZ) 


Whereas,  this  application  affecting  premises  18-05  lltn 
avenue  (Cross  Island  boulevard),  east  side,  800  ft.  south 
of  Locke  avenue  (Block  No.  4729,  Lot  No.  46,  Block  No. 
4732,  Lot  No.  9  and  Blocks  Nos.  4746  and  4747,  Lot  No.  1), 
Whitestone,  Borough  of  Queens,  was  granted  by  the 
Board  June  11,  1935,  on  certain  conditions  and  applicant 
requests  an  extension  of  time. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  its  resolution  of  June  11,  1935,  only 
so  far  as  it  has  reference  to  the  completion  of  the  work, 
so  that  as  amended  this  portion  of  the  resolution  will 
read : 

“that  in  view  of  the  statement  by  architect  rep¬ 
resenting  the  owner  that  all  plans  have  been  filed  and 
approved  and  all  permits  obtained,  all  work  shall  be 
completed  within  one  year  from  the  date  of  this 
amended  resolution ;  that  other  than  as  amended  herein 
the  resolution  adopted  by  the  Board  on  June  11,  1935, 
shall  be  complied  with  in  all  respects.” 


21-25-BZ. 

APPLICANT— M.  J.  Cafiero,  for  144th  St.  and  Lenox 
Ave.  Garage  Corp.,  owner. 

SL1BJECT— Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  7c  of  the  building  zone 
resolution,  permitting  the  extension  from  an  un¬ 
restricted  use  district  into  a  business  use  district 
of  a  proposed  garage  for  the  storage  of  more 
than  (5)  motor  vehicles. 

PREMISES  AFFECTED— 50-54  West  144th  street  and 
69  West  143rd  street  (Block  No.  1741,  Lot  Nos.  7, 
66,  67  and  68),  Borough  of  Manhattan. 

APPEARANCES— 

•  For  Applicant :  Wm.  Lacerenza. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(21-25-BZ) 


Whereas,  Murray  Klein,  for  Watkins  Garage  Realty  Co., 
Inc.,  owner,  filed,  January  7,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  the  extension  from 
an  unrestricted  district  into  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five  motor 
vehicles;  premises:  50-54  West  144th  street  and  69  West 
143rd  street  (Block  No.  1741,  Lot  Nos.  7,  66,  67  and  68), 
Borough  of  Manhattan ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  31,  1935,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
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Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  southerly  side  of  West 
144th  street,  100  ft.  east  of  Lenox  avenue  is  unrestricted 
and  the  southeast  corner  of  West  144th  street  and  Lenox 
avenue  is  business ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  December  2,  1924,  in  acting  on  N.B.  Appli¬ 
cation  No.  637-24,  reads : 

“1.  Proposed  occupancy  should  comply  with  article 
II,  section  4,  of  the  zone  resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  in  height,  with  a  frontage 
of  75  ft.  on  West  144th  street,  47  ft.  2  in.  on  West  143rd 
street,  and  a  depth  of  199  ft. ;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles,  a  portion 
15  ft.  wide  at  the  westerly  side  of  144th  street  front  is  in 
a  business  district;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
“C”,  the  Board  is  empowered  to  act;  and 

Whereas,  this  application  was  granted  by  the  Board 
March  31,  1925,  on  certain  conditions,  and  applicant  re¬ 
quests  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  structure  be  limited  in  height  to  a  one-story  build¬ 
ing,  above  grade;  that  there  be  no  cellar  other  than  a 
boiler  room  not  exceeding  m  area  20  ft.  by  20  ft.,  includ¬ 
ing  the  stairs  therefrom,  located  at  the  extreme  north¬ 
westerly  corner  of  144th  street  front  of  the  building;  that 
the  gable  walls  shall  be  unpierced  throughout  their  en¬ 
tire  height  and  length;  that  any  gasoline  storage  equip¬ 
ment  installed  shall  comprise  not  more  than  four  550- 
gallon  tanks  and  two  gasoline  pumps,  located  within  the 
building  near  the  northerly  end;  that  gasoline  shall  be 
exclusively  for  servicing  taxicabs  and  automobiles  stored 
within  the  building  and  no  gasoline  shall  be  sold  to  pass¬ 
ing  vehicles;  that  the  roof  shall  be  of  flat  design  and 
construction,  fire  retarded  throughout  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals;  that 
the  street  elevation  be  finished  in  face  brick  with  archi¬ 
tectural  terra  cotta  or  stone  trimmings ;  and  that  all  per* 
mits  necessary  for  the  prosecution  of  the  work  shall  he 
obtained  within  nine  months  and  the  work  completed 
within  eighteen  months  from  the  date  of  this  action. 


229-33-BZ. 

APPLICANT— Austin  W.  Magee,  for  Autumn  Goodis, 
owner. 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  budding  zone 
resolution,  permitting  partlv  in  a  business  use 
district  and  partly  in  a  residence  use  district,  the 
erection  and  maintenance  of  a  gasoline  service 
station — so  as  to  permit  the  re-arrangement  of 
buildings  and,  also,  the  inclusion  of  a  brake  testing 
station. 

PREMISES  AFFECTED— 130-09  Jerome  avenue,  north 
side,  50  ft.  west  of  131st  street  CBlock  No.  508. 
Lot  Nos.  25  and  27),  Richmond  Hill,  Borough  of 
Queens. 

APPEARANCES— 

For  Annlicant:  Austin  "W.  Magee. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(229-33-BZ) 

Whereas,  this  application  affecting  premises  130-09  Jer¬ 
ome  avenue,  north  side,  50  ft.  west  of  131st  street  (Block 
No.  508,  Lot  Nos.  25  and  27),  Richmond  Hill,  Borough 
of  Queens,  was  granted  by  the  Board  October  2,  1934, 
amended  November  13,  1934,  on  certain  conditions,  and 
owner  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  Board  on 
October  2,  1934,  as  amended  November  13,  1934,  be  and 
it  hereby  is  amended,  so  that  as  amended,  the  resolution 
will  read  : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21,  permitting  the  site  as  indicated  on 
plans  filed  with  this  application,  namely  100  ft.  on 
Jerome  avenue  and  103  ft.  in  depth,  located  mainly  in 
business  district  and  partly  as  to  the  rear  3  ft.  in 
residence  district,  to  be  used  as  a  gasoline  service  sta¬ 
tion,  including  brake  adjusting,  on  condition  that  the 
property  shall  be  cleared  and  levelled  substantially  to 
the  grade  of  Jerome  avenue,  except  that  the  present 
building,  approximately  30  ft.  by  60  ft.  at  the  north¬ 
westerly  portion  may  remain,  and  that  there  may  be 
added  additional  accessory  sections  as  indicated  on 
revised  plan  marked  ‘‘Received  June  22,  1934;  that 
the  existing  building  and  the  additional  sections  shall 
not  exceed  one  story  in  height  and  shall  be  constructed 
of  fireproof  material  faced  with  cement  stucco,  except 
that  the  roof  framing  and  boarding  and  windows  and 
doors  may  be  of  wood,  provided  the  weather  roof  sur¬ 
facing  is  of  non-inflamable  material  and  the  ceilings 
throughout  are  fire-retarded  in  accordance  with  the 
Rules  of  the  Board  of  Standards  and  Appeals;  that 
the  existing  building  shall  be  used  for  brake  service 
only  and  the  additional  sections  for  office,  greasing 
pits  and  auto  laundry ;  that  along  the  northerly  and 
easterly  lot  lines  where  not  covered  by  accessory 
buildings  there  shall  be  erected  a  wall  constructed  of 
brick  or  cement  block  and  faced  with  stucco  on  both 
sides  and  suitably  coped,  this  wrall  to  be  not  less  than 
8  ft.  in  height,  except  that  this  wall  may  start  at  a 
height  of  4  ft.,  at  the  street  line  of  Jerome  avenue  and 
be  graduated  at  the  rate  of  one  foot  in  four  to  the 
height  of  8  ft. ;  that  there  shall  be  no  openings  in  this 
wall  and  accessory  buildings  to  the  adjoining  proper¬ 
ties  ;  that  there  shall  be  no  excavation  under  any  of 
these  buildings  except  for  the  pits  for  the  greasing 
racks ;  that  the  front  of  the  greasing  rack  section  shall 
be  left  open ;  that  the  balance  of  the  property  where 
not  covered  by  accessory  buildings  and  wall  shall  be 
paved  with  cement  or  asphalt  for  a  distance  of  at  least 
45  ft.  northerly  from  the  Jerome  avenue  building  line 
and  for  the  entire  width  of  the  plot,  the  balance  of 
the  space  to  be  surfaced  with  cracked  blue  stone,  pro¬ 
vided  such  space  is  cement  or  asphalt  paved  withrn 
one  year’s  time;  that  such  gasoline  pumps  as  are 
erected  shall  be  not  nearer  than  15  ft.  from  the  street 
building  line;  that  there  shall  be  erected  along  street 
building  line  a  concrete  curbing  not  less  than  5  in.  in 
height  and  12  in.  in  width  with  rounded  top  with  not 
over  two  (2)  openings  therein,  no  opening  to  exceed 
25  ft.  in  width  and  no  part  of  any  opening  to  be  nearer 
than  8  ft.  from  the  interior  lot  lines  on  either  side,  with 
cuts  in  curb  opposite  such  openings  not  exceeding  30 
ft.  in  width  each ;  that  no  portable  gasoline  tanks  shall 
be  used  at  or  from  the  property;  that  advertising  signs 
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shall  be  limited  to  the  illuminated  globes  of  the  gaso¬ 
line  pumps  and  to  permanent  flat  signs  attached  to 
building,  excluding  all  roof  signs  and  temporary  signs, 
but  permitting  the  erection  of  one  post  standard  within 
the  building  line  of  Jerome  avenue,  carrying  a  sign 
which  may  be  illuminated,  advertising  only  the  brand 
of  gasoline  on  sale,  provided  this  sign  does  not  ex¬ 
tend  beyond  the  building  line  a  distance  of  more  than 
4  ft.;  that  no  open  flame  shall  be  permitted  on  the 
property  and  that  there  shall  be  no  automobile  repair¬ 
ing  other  than  the  brake  service ;  that  there  shall  be 
no  storage  or  parking  of  cars  on  the  premises  other 
than  those  being  serviced ;  that  all  permits  shall  be 
obtained  within  three  months  and  all  work  completed 
within  six  months  from  the  date  of  this  amended 
resolution.” 


1-27-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Intershire  In¬ 
vestors,  Inc.,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
—re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
maintenance  of  a  gasoline  service  station  for  a 
temporary  period. 

PREMISES  AFFECTED— 1124  Gun  Hill  road,  south 
side,  from  Yates  avenue  to  Boston  road  (Block 
No.  4615,  Lot  No.  36),  Borough  of  The  Bronx. 

APPEARANCES — 

For  Applicant:  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Application  reopened  and  time 


pytpn  r!  pH 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(1-27-BZ) 


Whereas,  this  application  affecting  premises  1124  Gun- 
hill  road,  south  side  from  Yates  avenue  to  Boston  road 
(Block  No.  4615,  Lot  No.  36),  Borough  of  The  Bronx, 
was  granted  by  the  Board  January  21,  1936,  for  a  period 
of  ten  years  on  certain  conditions  and  applicant  requested 
an  extension  of  time  to  obtain  permits  and  complete  work. 

Resolved,  that  the  resolution  adopted  by  the  Board  on 
January  21,  1936  be  and  it  hereby  is  amended,  only  so 
far  as  it  has  reference  to  the  filing  of  plans  and  comple¬ 
tion  of  work,  so  that  as  amended  this  portion  of  the 
resolution  will  read : 

“that  all  plans  shall  be  filed  and  all  work  completed 
within  one  year  from  the  date  of  this  amended  reso¬ 
lution  ;  that  other  than  as  amended  herein,  the  reso¬ 
lution  adopted  on  January  21,  1936  shall  be  complied 
with  in  all  respects.” 


523-32-BZ. 

APPLICANT — Murray  Klein,  for  Julius  Taft,  owner. 

SUBJECT— -Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  district  the 
erection  and  maintenance  of  a  building  to  be  used 
for  business  purposes. 

PREMISES  AFFECTED — 1008  Rockawav  avenue  and 
1419-1429  Linden  boulevard,  northwest  corner 


(Block  No.  3635,  Lot  No.  57  and  part  of  Lot  No. 
54),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Murray  Klein  and  John  Parisi. 
ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  . 0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  .  o 

THE  RESOLUTION— 

(523-32-BZ) 


Whereas,  Murray  Klein,  for  Julius  Taft,  owner,  filed, 
October  11,  1932,  an  application,  under  the  building  zone 
resolution  to  permit  in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used  for  business  pur¬ 
poses;  premises:  1008  Rockaway  avenue  and  1419-1429 
Linden  boulevard,  northwest  corner  (Block  No.  3635,  Lot 
No.  57  and  part  of  Lot  No.  54),  Borough  of  Brooklyn; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  special 
meeting,  January  13,  1933,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  boulevard  is  in  a 
residence  district  and  Rockaway  avenue  is  in  a  residence 
and  business  district  ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  October  6,  1932  (re  Applic.  No.  10742), 
reads : 

“Proposed  lunch  wagon  on  lot  in  a  residential  use 
district  is  contrary  to  article  II,  section  3  of  the 
building  zone  resolution  and  is  therefore  denied.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Linden  boulevard  and  55  ft.  on 
Rockaway  avenue,  upon  which  it  is  proposed  to  erect  a 
one-story  metal  structure,  on  a  concrete  block  foundation, 
14  ft.  by  52  ft.  in  area,  to  be  occupied  as  a  lunch  wagon; 
and 

Whereas,  the  premises  under  appeal  were  the  subject 
of  an  inspection  by  a  Committee  of  the  Board,  report  of 
which  inspection,  read  and  adopted  at  this  hearing,  rec¬ 
ommends  the  granting  of  this  application  under  section 
21  of  the  building  zone  resolution  with  such  safeguards 
as  will  protect  the  property  of  the  adjoining  and  affected 
owners ;  and 

Whereas,  this  application  was  granted  by  the  Board 
January  13,  1933,  on  certain  conditions,  amended  January 
31,  1933,  and  applicant  requested  an  amendment  of  the 
resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  lunch  wagon  shall  be  located  on  a  concrete  founda¬ 
tion  distant  15  ft.  from  the  street  line  of  Linden  boulevard 
and  parallel  thereto;  that  the  entire  plot  shall  be  cleared 
of  all  other  structures  and  storage  of  material  and  kept 
free  of  the  same  during  the  continuation  of  this  lunch 
wagon  and  that  the  lot  shall  be  kept  presentable  at  all 
times;  that  no  other  building  or  structure  other  than  this 
lunch  wagon  shall  be  erected  on  this  lot  and  that  this 
permit  shall  continue  only  as  long  as  the  lunch  wagon  re¬ 
mains;  that  no  signs  shall  be  placed  on  the  property  other 
than  a  flat  sign  attached  to  the  lunch  wagon  itself  on  the 
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side  facing  Rockaway  avenue;  that  said  lunch  wagon  shall 
be  of  the  all-metal  type ;  that  in  the  event  it  is  desired  to 
construct  an  addition  to  the  rear  of  this  diner,  as  indicated 
on  plans  marked  ‘received  June  22,  1936’,  such  construc¬ 
tion  may  be  permitted  on  condition  that  it  shall  be  placed 
toward  the  rear,  as  indicated,  and  shall  not  exceed  an  area 
of  20  ft.  by  20  ft.  and  shall  not  exceed  one-story  in  height 
with  cellar;  that  such  addition  shall  be  constructed,  as 
indicated,  complying  with  all  laws,  rules  and  regulations 
applicable  thereto. 

235-23-BZ. 

APPLICANT — Edwin  W.  Kleinert,  for  Albert  Ritter- 
man,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  alteration  and  change  of  occupancy  of  an 
existing  public  garage  so  as  to  permit  the  inclu¬ 
sion  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 2306-2324  Neptune  avenue, 
south  side,  37.62  ft.  east  of  West  24th  street 
(Block  No.  7015,  part  of  Lot  No.  3),  Borough  of 
Brooklvn. 

APPEARANCES— 

For  Applicant :  Larry  Meltzer. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(235-23-BZ) 


Whereas,  Edwin  W.  Kleinert,  for  Albert  Ritterman, 
present  owner,  filed  an  application  for  reopening,  garage 
having  been  granted  September  30,  1924,  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  district  the 
alteration  and  change  of  occupancy  of  an  existing  public 
garage  so  as  to  permit  the  inclusion  of  a  gasoline  service 
station;  premises:  2306-2324  Neptune  avenue,  south  side, 
37.62  ft.  east  of  West  24th  street  (Block  No.  7015,  part  of 
Lot  No.  3),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  9,  1934,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Neptune  avenue  and  West 
24th  street  are  in  a  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  August  16,  1934,  re  Applic.  No.  106665-1934, 
reads : 

“1.  A  change  in  occupancy  of  a  portion  of  a  build¬ 
ing  erected  under  permit  granted  by  the  Board  of 
Standards  and  Appeals  from  one  prohibited  use  to 
another,  must  be  referred  to  Board  of  Standards  and 
Appeals.” ; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  160  ft.  and  a  depth 
of  100  ft.,  occupied  as  a  garage,  it  is  proposed  to  set  back 
a  portion  of  the  front  wall  for  a  gasoline  service  station ; 
and 

Whereas,  this  resolution  was  amended  by  the  Board 
October  9,  1934,  and  November  19,  1935,  and  applicant  re¬ 
quested  a  further  amendment  of  the  resolution. 


Resolved,  that  the  resolution  adopted  by  the  Board  on 
September  30,  1924,  as  amended  October  9,  1934,  and  No¬ 
vember  19,  1935,  be  and  it  hereby  is  further  amended  by 
incorporating  therein  the  amended  paragraph  reading: 

“That  the  front  wall  of  this  building  for  a  distance 
of  80  ft.  toward  the  west  may  be  eliminated  to  provide 
for  the  construction  of  an  alcove  gasoline  station,  as 
indicated  on  plans  marked  ‘received  September  14, 
1934,’  on  condition  that  there  shall  be  constructed  at 
a  point  at  least  19  ft.  southerly  from  Neptune  avenue 
and  parallel  thereto  a  continuous  masonry  wall  for  the 
full  height  of  the  building  from  the  foundation  below 
the  floor  line  to  the  underneath  side  of  the  roof 
boarding;  that  the  roof  over  this  proposed  gasoline 
selling  station  alcove  shall  be  completely  removed; 
that  the  wall  along  the  westerly  lot  line  shall  remain 
out  to  the  building  line;  that  all  windows  opening 
from  the  gasoline  selling  alcove  into  the  main  por¬ 
tion  of  the  garage  shall  be  fireproof  self-closing  and 
glazed  with  wire  plate  glass;  that  the  zvindows  indi¬ 
cated  betzveen  the  gasoline  selling  alcove  and  the 
office  may  be  plate  glass;  that  no  gasoline  pumps 
shall  be  erected  nearer  than  10  ft.  from  the  garage 
wall,  unless  such  wall  is  unpunctured  within  5  ft. 
of  the  pump  in  either  direction ;  that  if  any  additional 
gasoline  tanks  are  installed,  other  than  those  now  ex¬ 
isting,  they  shall  be  installed  at  as  great  a  depth  as 
possible  in  view  of  tide-water  conditions  and  not  nearer 
than  25  ft.  to  boiler  room  wall ;  that  the  boiler  room 
shall  be  entirely  separated  from  the  balance  of  the 
building  by  fireproof  construction  and  enterable  only 
from  the  exterior  of  the  building;  that  no  portable 
gasoline  tanks  shall,  after  the  construction  of  this 
gasoline  selling  alcove,  be  used  on  or  from  the  entire 
premises ;  that  the  gasoline  selling  alcove  wall  shall 
be  constructed  of  face  brick  and  trimmings ;  that 
nothing  in  this  amendment  shall  change  or  alter  any 
provision  in  this  resolution  adopted  by  the  Board  on 
September  30,  1924,  except  as  to  the  construction  of 
this  gasoline  selling  alcove;  that  all  permits  required 
shall  be  obtained  within  six  months  and  all  work 
completed  within  one  year  from  the  date  of  this 
amended  resolution.” 

APPEALS  FROM  ADMINISTRATIVE  ORDERS 
196-36-A. 

APPLICANT — Harry  M.  Prince,  Commissioner,  Tenement 
House  Department,  City  of  New  York;  35-40  82nd 
Street  Corp.,  owner  of  premises  affected. 
SUBJECT— Request  for  acceptance — re  Appeal  from  de¬ 
cisions  of  the  commissioner  of  buildings  and  the 
Board  of  Buildings — re  Revocation  of  permit. 
PREMISES  AFFECTED — West  side  of  82nd  street,  179 
ft.  4  in.  north  of  37th  avenue  (Block  No.  1281,  Lot 
No.  25),  Jackson  Heights,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  George  R.  Gunn. 

ACTION  OF  BOARD — Appeal  accepted. 

THE  VOTE  TO  ACCEPT  APPEAL— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  Q 


204-36-A. 

APPLICANT — Samuel  Plumer,  for  Eva  Rosenbush, 


SUBJECT — Request  for  acceptance — re  Appeal  from  an 
order  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED — Southeast  corner  of  Astoria 
boulevard  and  110th  street  (Block  No.  1704,  Lot 
Nos.  172-182),  Corona,  Borough  of  Queens. 
APPEARANCES— 


For  Applicant:  Samuel  Plumer. 
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ACTION  OF  BOARD — Appeal  accepted. 

THE  VOTE  TO  ACCEPT  APPEAL— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
144-36-SA. 

APPLICANT — The  Herman  Nelson  Corporation,  owner. 
SUBJECT — Herman  Nelson  Conversion  Oil  Burner,  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant:  John  A.  Finnerty. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board. 


184-36-SA. 

APPLICANT — David  Kaufman,  for  National  Devices  Co., 
owner. 

SUBJECT — National  Devices  Oil  Burner  and  Pyrolene 
Oil  Burner,  approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board. 


1 88-36- S  A. 

APPLICANT — Public  Service  Engineering  and  Heating 
Corp.,  owner. 

SUBJECT— Tri- Aire  Oil  Burner,  Models  C-3  and  C-7, 
approval  of. 

APPEARANCES— 

For  Applicant :  H.  W.  Carter. 

ACTION  OF  BOARD — -Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board. 

135-3S-SA. 

APPLICANT — Allen  A.  Sugarman,  for  Loyalty  Oil 
Burner  Corp.,  owner. 

SUBJECT — Loyalty  Conversion  Hot  Water  Heater,  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(135-35-SA) 

Whereas,  Allen  A.  Sugarman,  for  Loyalty  Oil  Burner 
Corp.,  owner,  filed  May  27,  1935,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  the  device 
snown  as  the  Loyalty  Conversion  Hot  Water  Heater;  and 
Whereas,  applicant  has  failed  to  meet  the  requirements 
of  the  Board  as  to  a  test  of  the  device. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 

146-31-SA. 

APPLICANT — Pressure  Oil  Burners,  Inc.,  owner. 
SUBJECT — Pressure  Oil  Burner,  Models  A,  B  and  C — 
Application  for  reopening — amendment  of  resolu¬ 
tion  to  include  additional  name. 

APPEARANCES — 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 


THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(146-31-SA) 


Whereas,  Pressure  Oil  Burners,  Inc.,  owner,  filed 
March  27,  1931,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals  for  approval  of  the  device  known  as 
the  Pressure  Oil  Burners,  Models  A,  B,  and  C;  and 
Whereas,  this  burner  was  submitted  to  the  Fire  De¬ 
partment  for  test  and  report  and  report  of  the  chief 
of  the  Bureau  of  Fire  Prevention,  dated  August  1,  1931, 
recommended  the  approval  of  the  device;  and 
Whereas,  the  device  was  approved  by  the  Board  Sep¬ 
tember  15,  1931  and  applicant  requested  the  marketing  of 
the  burner  under  the  additional  names,  Metro-Pressure 
Oil  Burner,  Models  A,  B  and  C,  Continental  Oil  Burner, 
Models  A,  B  and  C,  and  also  Kaytown  Quiet  Automatic, 
Models  A,  B  and  C. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Pressure  Oil 
Burner,  Models  A,  B  and  C,  for  use  in  domestic  and  com¬ 
mercial  installations  when  installed  in  accordance  with 
the  Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  that  this  burner  may  be  marketed  under  the  name 
of  Continental  Oil  Burner,  Models  A,  B  and  C,  Metro- 
Pressure  Oil  Burner,  Models  A,  B  and  C,  and  Kaytown 
Quiet  Automatic,  Models  A,  B  and  C,  on  condition  that 
under  whatever  name  marketed  each  burner  shall  bear 
label,  permanently  affixed  thereto,  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 

UNDER  CAL.  No.  146-31-SA. 


21-36-SA. 

APPLICANT — M.  J.  Cafiero,  for  Herco  Oil  Burner  Corp., 
owner. 

SUBJECT — Herco  Oil  Burner,  Models  R-15  and  R-35 — 
Application  for  Reopening — Amendment  of  resolu¬ 
tion  to  include  additional  names. 

APPEARANCES— 

For  Applicant :  William  Lacerenza. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(21-36-SA) 


Whereas,  Herco  Oil  Burner  Corporation,  owner,  filed 
January  28,  1936,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals,  for  approval  of  the  device  known  as 
the  Herco  Oil  Burner,  Models  R-15  and  R-35 ;  and 
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Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  Board  was 
substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  gun  type  and  consists  of  the  following  as¬ 
sembly  : 

A  Lentury  1/6  H.P.  motor,  a  Sirocco  type  fan  and  a 
Monarch  nozzle. 

Either  a  Viking  Monarch  fuelstat  consisting  of  a 
Viking  Pump,  Monarch  steamer  and  regulating  valve 
or  a  Tuthill  fuel  unit,  which  has  already  been  ap¬ 
proved  by  the  Board. 

Ignition — electric,  Jefferson  transformer. 

Controls — Minneapolis  -  Honeywell  Protecto  -  Relay 
Type  R-114-A  and  Minneapolis-Honeywell  Aquastat. 

With  the  oil  supply  shut  off  in  the  cold  combustion 
chamber  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  off  the  burner  in  83  and  88 
seconds,  respectively.  The  burner  was  then  put  into 
operation  under  normal  conditions  for  approximately 
45  minutes.  Controls  were  again  tested  and  found  to 
function  properly.  During  the  period  of  test  there 
were  no  flarebacks  and  the  flame  was  clean  and  free 
of  smoke  and  soot.  Examination  of  the  combustion 
chamber  showed  no  undue  carbon  deposits. 

The  models  submitted  differ  only  as  to  capacity, 
R-15  using  3J4  gals,  per  hour  and  R-35  eight  gals, 
per  hour. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  these  burners,  Models  R-15  and  R-35,  be 
approved  for  domestic,  industrial  and  commercial  uses, 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals, 
for  fuel  oil  not  heavier  than  No.  3;  and 
Whereas,  the  device  was  approved  by  the  Board  March 
31,  1936,  and  the  owner,  through  its  agent,  David  Kaufman 
requested  the  addition  of  the  name  Shur-Heat,  and  now 
requests  the  addition  of  names  Paragon  Oil  Burner  Mod¬ 
els  R-15  and  R-35,  and  Public  Service  Oil  Burner,  Models 
R-15  and  R-35. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Herco  Oil  Burner, 
Models  R-15  and  R-35,  for  use  in  domestic,  commercial  and 
industrial  installations,  with  fuel  oil  not  heavier  than  No.  3 
when  installed  in  accordance  with  the  Oil  Burner  Rules  of 
the  Board  of  Standards  and  Appeals,  that  this  burner  may 
also  be  marketed  under  the  names  of  Shur-Heat  Burner, 
Models  R- 15  and  R- 35,  Paragon  Oil  Burner,  Models  R-15 
and  R-35  and  Public  Service  Oil  Burner,  Models  R-15  and 
R-35,  on  condition  that  under  whichever  name  marketed 
this  oil  burning  device  shall  bear  a  label  permanently  at¬ 
tached  thereto  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  21-36-SA. 


110-36-SA. 

APPLICANT— -Mohawk  Oil  Burner  Mfg.  Co.,  owner. 

SUBJECT— Mohawk  Oil  Burner,  Model  A_— Application 
for  reopening — amendment  of  resolution  to  include 
the  approval  of  Model  H. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(110-36-SA) 

Whereas,  Mohawk  Oil  Burner  Mfg.  Co.,  owner,  filed 
April  23,  1936,  an  application  with  the  Board  of  Standards 
and  Appeals,  for  approval  of  the  device  known  as  the 
Mohawk  Oil  Burner,  Models  A  and  H;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  Board  sup- 
e’emented  by  that  of  the  representatives  of  the  Bureau 
of  Combustibles  was  substantially  as  follows : 

The  one  tested  was  Model  A.  This  burner  is  of  the 
mechanical  draft  pressure  atomizing  gun  type;  and 
consists  of  the  following  assembly:  Century  1/6  H.P. 
Motor;  Torrington  fan,  3  in.  by  5  in.;  Webster  Fuel 
Unit,  consisting  of  strainer,  pump  and  regulating 
valve,  and  a  Ballofett  nozzle. 

Ignition — electric,  Webster  transformer. 

Controls — Minneapolis-Honeywell  Protectorelay,  R- 
117-3  and  Minneapolis-Honeywell  Pressuretrol  Model 
L-404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  into  operation  and  the 
controls  operated  and  shut  the  burner  down  in  103 
seconds.  The  burner  was  then  put  into  normal  op¬ 
eration  for  approximately  45  minutes.  During  the  pe¬ 
riod  of  test  there  were  no  flare  backs  and  the  flame 
was  free  and  clear  of  smoke.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  de¬ 
posits. 

Model  H  is  the  same  as  Model  A,  with  the  excep¬ 
tion  that  the  fan  is  6  in.  x  4  in.  and  the  pump  deliv¬ 
ers  36  gallons  of  oil  per  hour,  but  this  model  was  not 
inspected  and  tested. 

As  a  result  of  this  inspection  and  test  it  is  recom¬ 
mended  that  the  Mohawk  Oil  Burner,  Model  A,  be 
approved  for  domestic  industrial  and  commercial  use 
when  installed  in  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals  with  fuel  oil  not  heavier  than  No.  3, 
U.  S.  Dept,  of  Commerce  Standards;  and 
Whereas,  applicant  requested  approval  of  Model  H  and 
an  inspection  and  test  of  this  model  has  been  made. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Mohawk  Oil  Burner, 
Model  A  and  Model  H,  for  domestic,  commercial  and 
industrial  installations,  when  installed  in  accordance  with 
the  Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  for  use  with  fuel  not  heavier  than  No.  3  U.  S.  De¬ 
partment  of  Commerce  Standards,  and  that  there  shall  be 
permanently  attached  to  each  burner  installed  a  label 
reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  110-36-SA. 


MATERIAL  SUBMITTED  FOR  APPROVAL 
191-36-SM. 

APPLICANT — The  Philip  Carey  Company,  owner. 
SUBTECT — Carey  Rocktex  Insulating  Wool,  approval  of. 
APPEARANCES— 

For  Applicant:  S.  W.  Clarke. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board. 


Adjourned,  4:15  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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LULES  FOR  LIQUEFIERS  USED  TO  CONVERT  SOLID  CARBON  DIOXIDE  TO  A  LIQUID  AND 
/OR  A  GAS,  IN  ACCORDANCE  WITH  THE  PROVISIONS  OF  SECTION  214, 
ARTICLE  17  OF  CHAPTER  10  OF  THE  CODE  OF  ORDINANCES 

ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  JUNE  26,  1936. 

EFFECTIVE,  JULY  27,  1936. 


(262-35-SR) 

Authority: 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand- 
rds  and  Appeals  by  Section  718-A,  sub-division  3  of 
hapter  XIV-A  of  the  Charter  of  the  City  of  New  York 
ir  the  carrying  into  effect  the  provisions  of  Section  214, 

1  rticle  17,  Chapter  10  of  the  Code  of  Ordinances. 

tule  1.  Certificate  of  Approval. 

A  Certificate  of  Approval  shall  be  obtained  by  the  manu- 
icturer  from  the  Fire  Chief  and  Commissioner  for  each 
•pe  of  liquefier  or  converter  to  be  used  for  the  conversion 
t"  solid  carbon  dioxide  to  liquid  carbon  dioxide  as  in  full 
impliance  with  these  Rules.  A  Certificate  of  Approval 
lall  also  be  obtained  from  the  Fire  Chief  and  Commis- 
oner  for  each  system  used  to  convert  solid  carbon  dioxide 
>  liquid  carbon  dioxide  for  filling  portable  cylinders  or 
:her  containers  as  in  full  compliance  with  these  Rules. 

lule  2.  Certificate  of  Fitness. 

A  Certificate  of  Fitness  shall  be  obtained  from  the  Fire 
hief  and  Commissioner  for  each  operator  of  a  liquefier 
'stem  used  to  convert  solid  carbon  dioxide  to  liquid  car- 
m  dioxide  for  filling  portable  cylinders  or  other  con- 
iners. 

ule  3.  Inspection  Test  Report. 

A  disinterested  inspection  service,  approved  by  the  Fire 
hief  and  Commissioner,  shall  inspect  all  material  and 
orkmanship  of  all  liquefiers  at  the  place  of  manufacture 
id  shall  verify  compliance  with  these  Rules,  witness  all 
sts  and  shall  furnish  the  Fire  Chief  and  Commissioner 
ith  a  test  report  as  follows : 

.  Test  reports  for  liquefiers,  other  than  redesigned  portable 
cylinders,  shall  show  all  information  called  for  in  para¬ 
graph  23,  I.  C.  C.  Specification  3A,  except  as  follows : 

1.  “Marks  stamped  into  shoulder  of  cylinder.”  This 
shall  be  as  per  Rule  “11  Marking”  hereinafter  speci¬ 
fied.  Actual  markings  shall  be  shown  on  test  report. 

2.  “Record  of  hydrostatic  tests.”  This  shall  be  as 
per  Rule  “9  Testing”  hereinafter  specified. 

3.  Statement  shall  be  furnished  that  liquefier  covered 
in  said  test  report  comply  with  these  Rules,  and 
Certificate  of  Approval  Number  for  the  type  of 
liquefier  covered  in  said  test  report. 

Test  report  for  converted  portable  cylinders  for  liquefier 
use  shall  show  for  each  converted  cylinder  the  follow¬ 
ing: 

1.  Liquefier  Serial  Number. 

2.  Original  number  of  cylinder  used  for  conversion. 

3.  Original  ownership  initials  of  cylinders  used  for 
conversion. 

4.  Original  I.  C.  C.  marking  of  cylinder  used  for  con¬ 
version. 

5.  Original  manufacturing  test  date  of  cylinder  used 
for  conversion,  and  name  of  original  manufacturer. 

6.  Test  pressure  applied  to  cylinder  before  conversion. 

7.  Total  expansion  obtained  on  cylinder  before  con¬ 
version. 

8.  Permanent  expansion  obtained  on  cylinder  before 
conversion. 

9.  Per  cent  expansion  obtained  on  cylinder  before  con¬ 
version. 


10.  Elastic  expansion  obtained  on  cylinder  before  con¬ 
version. 

11.  Outside  diameter  and  length  of  cylinder  before 
conversion. 

12.  A  statement  that  the  above  cylinders  before  con¬ 
version  into  liquefiers  were  tested  in  a  water  jacket 
in  accordance  with  these  Rules  and  I.  C.  C.  Regu¬ 
lations  and  the  results  appear  above. 

13.  A  statement  that  the  top  thickness,  opening  for 
cover  plate  and  distance  across  the  corner  where 
the  side  wall  meets  the  bottom  and  at  45°  to  the 
side  wall,  was  measured  and  the  dimensions  were 
found  to  conform  with  Rule  6,  F.  G.  H  and  I. 

14.  A  statement  that  after  assembly  each  liquefier  was 
given  an  open  hydrostatic  test  to  3,000  lbs.  and 
this  pressure  was  held  for  at  least  two  minutes 
without  showing  a  pressure  recession  of  more  than 
75  lbs. 

15.  The  liquefier  was  marked  as  follows:  (See  Rule 
“11  Marking”  for  requirements.) 

16.  A  statement  that  these  liquefiers  conform  to  these 

Rules,  and  that  the  type  of  liquefier  has  been  ap¬ 
proved  under  New  York  City  Fire  Department 
Certificate  of  Approval  Number . 

Rule  4.  Construction  Other  Than  Screw  Thread 
Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  Specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  devices  other  than 
screw  thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 

3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 

following  formula : 

t  =  OD  x  P  x  .43 


S 

Where  OD  =  Outside  diameter  of  container 
t  =  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  —  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.). 

B.  The  “Top”  is  defined  as  that  portion  of  the  liquefier 
in  which  the  closure  device  is  installed  and  where  the 
ice  is  introduced. 

C.  The  minimum  thickness  of  the  top  before  machining 
shall  be  at  least  3}4  times  the  wall  thickness. 

D.  The  minimum  thickness  of  the  top  after  machining 
shall  be  at  least  3  times  the  wall  thickness. 

E.  The  minimum  distance  from  edge  of  the  hole  cut  or 
shaped  for  the  closure  device  to  the  outside  of  wall 
shall  be  4j4  times  the  wall  thickness. 

F.  The  maximum  width  of  the  machined  seat  shall  not  be 
more  than  1 times  the  wall  thickness. 

G.  The  outside  radius  connecting  the  top  of  the  liquefier 
to  its  side  wall  shall  not  be  more  than  V/i  times  the 
wall  thickness. 

H.  The  inside  radius  connecting  the  side  wall  to  the  top 
before  machining,  shall  not  be  less  than  2*4  times  the 
wall  thickness. 

In  lieu  of  the  requirements  as  set  forth  in  C  to  H 
inclusive  above: 

The  top  portion  of  the  liquefier  including  closure  plate 
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shall  be  designed  with  a  factor  of  safety  of  not  less 
than  two  at  a  test  pressure  of  3000  lbs.  per  sq.  inch. 
The  design  shall  be  proven  by  a  test  to  destruction  for 
each  type  of  liquefier  before  a  certificate  of  approval 
shall  have  been  issued. 

I.  A  large  fillet  shall  be  provided  in  the  corner  of  the 

machined  seat  where  it  meets  the  inside  radius. 


by  any  cutting  of  threads  in  the  process  of  conversion 
into  a  liquefier,  except  as  specified  in  Rule  “5-B  Con¬ 
struction  Screw  Thread  Type.” 

F.  If  the  closure  is  formed  by  using  a  portion  of  the 
former  bottom  as  a  seat,  this  shall  only  be  permissible 
if  the  dimensions  of  the  liquefier  conform  to  those 
shown  in  the  Tables  II,  III  and  IV. 


Rule  5.  Construction  Screw  Thread  Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO"  to  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  specifications  of  I.  C.  C. 
governing  cylinders  for  CO1.  Closure  device  of  the  screw 
thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula: 

t  =  OD  x  P  x  .43 


S 

Where  OD  =  Outside  diameter  of  container, 
t  =  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  =  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.) 

B.  The  thread  of  the  device  shall  be  designed  with  a  factor 
of  safety  of  not  less  than  4  at  a  test  pressure  of  3,000 
lbs.  per  sq.  in.  and  the  wall  thickness  after  cutting 
thread  shall  not  be  less  than  that  specified  in  Rule  5-A 
above. 


Rule  6.  Conversion  of  Portable  Cylinders  for 
Liquefier  Use. 

Seamless  portable  cylinders  made  to  I.  C.  C.  Specifica¬ 
tion  3  or  3A  for  oxygen  or  carbon  dioxide  and  originally 
designed  and  used  for  the  transportation  of  compiessed  or 
liquefied  gases  shall  be  acceptable  for  alteration  or  conver¬ 
sion  into  carbon  dioxide  liquefiers  only  under  the  follow¬ 
ing  conditions  ; 

A.  Cylinders  which  have  been  in  a  fire  shall  not  be  used 
for  conversion  into  liquefiers  until  they  have  been 
properly  heat  treated  and  retested  as  specified  in  para¬ 
graph  423,  of  the  I.  C.  C.  Regulations. 

B.  Cylinders  which  show  surface  dents,  or  which  fail  to 
give  a  clear  ring  on  being  struck  with  a  hammer,  shall 
not  be  used  for  conversion  into  liquefiers. 

C.  Before  conversion  into  liquefiers,  each  cylinder  shall  be 
submitted  to  a  hydrostatic  test  of  3,000  lbs.  pressure 
in  a  water  jacket  under  the  conditions  specified  in 
paragraph  424  of  the  I.  C.  C.  Regulations  and  the 
total  and  permanent  expansion  shall  be  recorded.  A 
cylinder  shall  be  condemned  when  it  leaks  or  when  the 
permanent  expansion  exceeds  10  per  cent  of  the  total 
expansion. 

D.  If  in  the  hydrostatic  test  in  the  water  jacket  the  net 
elastic  expansion  (total  expansion  less  permanent  ex¬ 
pansion)  at  3,000  lbs.  exceeds  the  allowable  limit  given 
in  the  following  table  for  the  type  of  cylinder  involved, 
such  cylinder  shall  not  be  used  for  conversion  into  a 
liquefier.  If  the  cubic  capacity  of  a  cyljnder  to  be  tested 
varies  from  the  standard  capacity  given  in  the  table 
for  that  type,  then  the  allowable  limit  of  elastic  expan¬ 
sion  will  be  varied  in  the  same  proportion. 


TABLE  I. 

Cubic  Elastic  Expansion 
Capacity  Allowable  Limit 
2,660  cu.  in.  170 

2,660  cu.  in.  170 

2,360  cu.  in.  150 

E.  No  cylinders  designed  and  used  for  a  portable  con¬ 
tainer  shall  have  the  thickness  of  the  side  wall  reduced 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2 


c.c. 

c.c. 

c.c. 


TABLE  II. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2... 


TABLE  III. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO.2... 


Minimum 
Bottom  Thickness 
.66  in. 

.66  in. 

.66  in. 


Maximum 
Opening  Permitted 
6 Yi  in.  x  7Vs  in. 

6 in-  x  7y&  in. 

5)4  in.  x  6)4  in- 


TABLE  IV. 

Minimum  T hickness  across 
corner  at  Point  where  the 
outside  of  the  side  wall 
meets  the  inside  radius  of 
bottom  and  at  45°  to  side 


Type  wall. 

220  ft.  oxygen .  in. 

200  ft.  oxygen .  %  in. 

50  lbs.  CO2 .  Vs  in. 


G.  The  maximum  width  of  the  machined  seat  for  the 
gasket  of  liquefier  shall  be  5/16  in.,  and  the  inside 
radius  connecting  this  seat  to  the  side  wall  of  the 
cylinder  shall  not  be  less  than  %  in. 

H.  The  minimum  thickness  of  closure  plate  shall  be  5 
times  the  wall  thickness  of  the  cylinder.  The  closure 
plate  shall  be  of  a  good  grade  of  billet  steel.  Castings 
not  permitted. 

I.  Before  conversion  into  a  liquefier,  the  cylinder  shall 
meet  a  new  hydrostatic  test  at  the  pressure  at  which 
such  cylinder  was  originally  tested,  provided  however, 
that  no  cylinder  shall  be  converted  unless  for  its  origi¬ 
nal  use  it  was  tested  to  3,000  lbs.  pressure.  Such  new 
test  shall  be  in  a  water  jacket  before  conversion  into  a 
liquefier. 


Rule  7.  Spuds. 

Spuds  for  chain  connections  or  for  reinforcing  valve  or 
pipe  connections  of  not  over  )4  in.  pipe  size  shall  be  welded 
before  heat  treatment  at  place  of  manufacture  of  the 
liquefier. 

Rule  8.  Safety  Devices. 

Each  liquefier  shall  be  provided  with  two  safety  devices 
of  frangible  disc  type  attached  to  the  liquefier  at  a  point 
not  lower  than  6  inches  from  the  top.  The  cross  section 
area  of  the  discharge  channel,  or  channels  (of  the  safety 
device,  or  devices)  shall  be  at  least  .006  sq.  in.  for  each  25 
lbs.  of  liquefier  water  capacity  and  .00024  sq.  in.  additional 
for  each  additional  pound  of  water  capacity.  Safety  de¬ 
vices  having  two  or  more  outlets  shall  be  so  constructed 
that  these  outlets  will  have  a  combined  total  area  of  not 
less  than  one  and  one-half  times  that  prescribed  for  the 
safety  discharge  channel.  The  frangible  disc  of  the  safety 
devices  shall  be  designed  to  release  at  a  pressure  of  not 
more  than  2,000  lbs.  per  sq.  in. 

Rule  9.  Testing. 

Each  liquefier  after  assembly  shall  be  tested  hydrostati¬ 
cally  by  an  approved  independent  testing  agency  for  not 
less  than  two  minutes  to  a  pressure  of  3,000  lbs.  per  sq.  in. 
without  showing  a  pressure  recession  of  more  than  75  lbs. 
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>er  sq.  in.  The  inspection  service  shall  file  a  satisfactory 
-ecord  on  test  report  stating  that  the  liquefier  passed  the 
ibove  required  test. 

Rule  10.  Quinquennial  Test. 

Liquefiers  used  for  any  purpose  shall  be  retested  at  least 
;very  five  years  to  a  pressure  of  3,000  lbs.  per  sq.  in.  in 
he  same  manner  and  under  the  same  requirements  as  at 
he  time  and  place  of  manufacture  and  the  date  of  retest 
;hall  be  stamped  thereon. 

Rule  1 1 .  Marking. 

Each  liquefier  shall  bear  marking  as  follows : 

\.  Name  of  owner. 

B.  Serial  number. 

2.  Name  or  trade  mark  of  manufacturer. 

D.  Date  of  manufacture. 

E.  Test  pressure. 

E.  Inspection  service  mark. 

j.  Maximum  filling  charge  based  on  filling  to  not  more 
than  68  per  cent  of  the  water  content  by  wreight. 

Rule  12.  Filling. 

Each  liquefier  shall  be  placed  and  used  in  a  vertical  posi- 
:ion  with  filling  effected  while  liquefier  is  properly  secured. 

Rule  13.  Maximum  Charge. 

Liquefiers  shall  not  be  filled  with  solid  carbon  dioxide  in 
excess  of  150  lbs.  nor  in  excess  of  68  per  cent  by  weight 
?f  the  water  capacity  of  the  liquefier. 

Rule  14.  Use  of  CO2  Systems  and  Liquefiers. 

A  Carbon  dioxide  liquefier  converting  systems  for  filling 
portable  cylinders  shall  not  be  used  in  any  building 
occupied  in  whole  or  in  part  as  a  residence  or  as  a 
multiple  dwelling,  or  as  place  of  public  assembly,  or 
in  a  building  not  used  exclusively  for  manufacturing 
purposes. 

B.  Except  in  buildings  used  exclusively  for  the  manufac¬ 
ture  of  carbon  dioxide  or  other  compressed  gases,  not 
more  than  8  liquefiers  of  a  maximum  combined  ca¬ 
pacity  of  1,200  lbs.  of  carbon  dioxide  shall  be  headed 
in  a  battery  and  not  more  than  one  such  battery  shall 
be  permitted  in  a  building. 

C.  Liquefiers  may  be  manifolded  only  by  the  use  of  extra 
heavy  steel  or  wrought  iron  pipe,  or  extra  heavy  seam¬ 
less  copper  or  brass  tubing,  of  not  larger  than  ^  in. 
I.  P.  S.  Fittings  shall  be  high  pressure  forged  steel  or 
extra  heavy  bronze  hydraulic  type. 

D.  Each  manifold  shall  be  protected  by  a  frangible  disc 
safety  device  of  the  same  size  and  type  as  those  pre¬ 
scribed  for  the  liquefier,  and  designed  to  release  at  a 
pressure  of  not  more  than  2,000  lbs.  per  sq.  in.  In 
addition,  the  liquid  manifold  shall  be  protected  by  a 
spring  safety  valve  so  set  as  to  relieve  the  pressure 
at  not  more  than  1,600  lbs.  per  sq.  in. 

E.  When  carbon  dioxide  gas  is  conducted  through  pres¬ 
sure  reducing  valve  between  liquefier  and  point  of  use, 
the  use  of  a  heater  will  be  permitted,  but  said  heater 


shall  be  so  arranged  that  heat  may  be  applied  indi¬ 
rectly.  This  heater  shall  consist  of  a  coil  immersed  in 
water.  The  source  of  heat  shall  then  be  applied  to  the 
water  but  not  directly  to  the  coil. 

Rule  15.  Test  of  Piping. 

Each  liquefier  or  battery  of  liquefiers  to  be  used  for 
the  filling  of  portable  cylinders  or  other  containers  with 
liquid  carbon  dioxide  and  all  the  piping  connected  thereto, 
shall  be  hydrostatically  tested  in  the  presence  of  the  rep¬ 
resentatives  of  the  Fire  Chief  and  Commissioner  before 
the  solid  carbon  dioxide  is  first  put  into  the  system.  A 
hydrostatic  pressure  of  2400  lbs.  per  sq.  in.  shall  be  main¬ 
tained  for  fifteen  minutes,  released  for  five  minutes,  and 
again  applied  for  a  period  of  fifteen  minutes  without  any 
visible  leak  or  reduction  of  pressure.  This  test  shall  be 
repeated  at  least  every  five  years. 

Rule  16.  Approval  Systems  for  Filling  Portable 
Cylinders. 

Each  liquefier  or  battery  of  liquefiers  used  for  filling 
portable  cylinders  or  other  containers,  shall  be  permanently 
labeled  or  marked  showing  the  Fire  Department  Certificate 
of  Approval  Number  together  with  date  of  last  test. 

Rule  1 7.  Acceleration. 

Defrosting,  or  acceleration  of  liquefaction,  shall  be  by 
use  of  water  only,  the  water  shall  be  of  a  temperature  not 
above  85°  Fahrenheit. 

Rule  18.  CO2  Portable  Cylinders. 

A.  Portable  cylinders  or  other  containers  to  be  filled  with 
liquid  carbon  dioxide  shall  be  constructed  and  marked 
in  accordance  with  the  Specifications  of  the  Interstate 
Commerce  Commission  for  carbon  dioxide  cylinders 
and  shall  have  been  tested  within  intervals  of  not 
more  than  five  years  as  evidenced  by  official  marking. 
Cylinders  not  so  constructed  and  marked  shall  not  be 
filled  with  carbon  dioxide. 

B.  The  maximum  filling  of  liquid  carbon  dioxide,  with 
one  pound  allowable  variation  in  each  cylinder,  shall 
not  be  over  20  lbs.  for  standard  cylinders  5^4  in.  in 
diameter  by  51  in.  long,  nor  over  50  lbs.  for  standard 
cylinders  8^4  in.  in  diameter  by  51  in.  long  and  larger. 
No  cylinder  shall  be  filled  with  carbon  dioxide  to  more 
than  68  per  cent  of  the  water  capacity,  by  weight,  of 
the  cylinder. 

C.  The  amount  of  liquid  carbon  dioxide  charged  into 
portable  cylinders  or  other  containers  shall  be  deter¬ 
mined  by  weight  by  use  of  a  dial  scale  having  a  mov¬ 
able  indicator,  and  this  weight  shall  also  be  checked 
after  disconnecting  from  the  charging  line. 

Rule  19.  Existing  Installations. 

Liquefiers  or  converters  to  which  these  rules  and  regu¬ 
lations  cannot  be  applied,  may  be  maintained  and  operated, 
if  approved  by  the  Board  of  Standards  and  Appeals,  under 
such  conditions  as  are  deemed  necessary  in  the  interest  of 
public  safety. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


PUBLIC  HEARING 


RULES  GOVERNING  THE  USE  OF  EQUIPMENT  FOR  SPRAYING  OF  PAINTS,  VAR 
NISHES,  LACQUERS  AND  OTHER  FLAMMABLE  SURFACE  COATINGS 

ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  JUNE  10,  1932. 


[353-30-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Friday,  July  10,  1936,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  Proposed  Revision  of  the  Rules  governing  the 
use  of  equipment  for  spraying  of  paints,  varnishes,  lac¬ 
quers  and  other  flammable  surface  coatings. 

Matter  in  italics  is  new;  matter  in  brackets  [  ]  old 

matter  to  be  omitted. 

Authority: 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand¬ 
ards  and  Appeals  by  Section  7 18- A,  subdivision  3  of 
Chapter  X1V-A  of  the  Charter  of  the  City  of  New  York 
for  the  carrying  into  effect  the  provisions  of  Chapter  10, 
Article  XV  of  the  Code  of  Ordinances. 

Rule  1. 

Application 

[These  rules  shall  apply  to  every  establishment  engaged 
in  applying,  by  the  spray  method,  paints,  varnishes,  enamels, 
lacquers,  stains  or  similar  flammable  materials  in  excess  of 
two  quarts  a  day  on  manufactured  or  fabricated  articles.] 

IA.  No  person,  firm  or  corporation  shall  SPRAY,  DIP 
or  IMMERSE  any  article  or  thing  within  the  City  of  Neve 
York  with  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  except  in  a  spraying,  dipping  or  immersing  space 
equipped  zvith  mechanical  means  of  ventilation  conforming 
to  these  rules,  without  a  permit  from  the  fire  chief  and 
commissioner  excepting  in  cases  in  a  multiple  dwelling 
where  the  tenement  house  commissioner  will  certify  the  use 
of  a  spraying,  dipping  or  immersing  apparatus. 

APPLICATIONS.  Application  for  the  required  permit 
to  store  and  use  the  above-mentioned  articles  shall  be  made 
to  the  fire  chief  and  commissioner  on  forms  prescribed  by 
him  and  shall  contain  such  information  as  he  may  require. 
When  a  spray,  dipping,  immersing,  storage  or  mixing  room 
is  to  be  installed,  plans  shall  be  filed  with  the  Department 
of  Buildings. 

IB.  RESTRICTIONS.  No  spraying,  dipping  or  im¬ 
mersing  of  any  article  or  thing  within  the  City  of  Nezv 
York  zvith  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  shall  be  carried  on /or  in  any  premises  or  portion 
thereof. 

A — Which  is  occupied  as  a  Class  A  or  B  Multiple 
Dzvelling  or  a  dzvelling  for  one  or  two  families. 

B — Which  is  artificially  lighted  by  any  means  other 
than  electricity. 

C — Which,  if  heated,  shall  be  limited  to  the  use  of 

steam  or  hot  water  circulating  systems;  excepting 
that  heating  units  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals  or  previously  approved  by  the 
Fire  Commissioner  may  also  be  permitted  to  be 
used. 

Rule  2. 

Definitions 

[1.  The  term  "spray  booth”  shall  include  the  following: 

(a)  “Cabinet  booth”  shall  mean  a  compartment,  pro¬ 
vided  with  a  back,  top  and  two  sides,  equipped 
with  air  exhaust  facilities,  located  within  a  room 
or  section  of  an  establishment,  and  in  which 
spray  coating  is  carried  on. 


(b)  “Canopy  booth”  shall  mean  an  installation  consist 
ing  of  an  overhead  exhaust  system,  of  the  canop] 
type,  without  side  or  end  panels  enclosing  th< 
object  sprayed,  and  under  which  canopy  spraj 
coating  operations  are  carried  on. 

(c)  “Tunnel  booth”  shall  mean  a  compartment  con¬ 
sisting  of  two  sides  and  top,  equipped  with  ail 
exhaust  facilities  and  in  which  spray  coating  i: 
carried  on. 

2.  The  term  “spray  room”  shall  mean  a  fully  enclosec 
room  within  the  exterior  walls,  or  the  area  between  fin 
walls.  This  definition  shall  not  include  a  room  equippec 
with  spray  booths  wherein  all  the  spray  coating  operation: 
are  carried  on  within  the  booths. 

3.  Fireproof  or  fire-resisting  partitions  shall  be  con¬ 
structed  as  required  by  the  Labor  Law  and  the  Rules  oi 
the  Board  of  Standards  and  Appeals  for  factory  buildings 
All  openings  to  be  equipped  with  self-closing,  fireprooi 
doors.] 

a.  The  term  “ SPRAY  or  SPRAYING  SPACE,”  “ DIP 
PING  SPACE  or  IMMERSING  SPACE”  when  used  ii 
these  rules  shall  mean  that  portion  of  the  premises  usei 
for  the  actual  work  of  spraying,  dipping  or  immersing  am 
article  or  thing  zvith  any  flammable  paints,  varnishes,  lac 
quers  or  any  other  flammable  substances,  mixtures  or  com 
pounds,  commonly  used  for  painting,  varnishing,  staining 
or  similar  purposes  in  any  booth  or  room  approved. 

b.  The  term  “CABINET  BOOTH ”  when  used  in  thes , 
rules  shall  mean  a  compartment  zvith  a  back,  top  and  twi 
sides  equipped  zvith  air  exhaust  facilities,  located  within  c 
room  or  any  portion  of  any  premises  where  spraying  zAti 
any  flammable  paints,  varnishes,  lacquers  or  any  othe 
flammable  substances,  mixtures  or  compounds  commonb 
used  for  painting,  varnishing,  staining  or  similar  purpose 
is  carried  on. 

c.  The  term  “CANOPY  BOOTH  or  HOOD ”  zvhe » 
used  in  these  rules  shall  mean  an  installation  consisting  o 
a  metal  canopy  or  hood,  without  any  side  or  end  panel 
enclosing  the  object  sprayed  and  an  air  exhaust  systen 
under  which  spraying  with  any  flammable  paints,  varnishes 
lacquers  or  any  other  flammable  substances,  mixtures  o 
compounds  commonly  used  for  painting,  varnishing,  stain 
ing  or  similar  purposes  is  carried  on. 

d.  The  term  “TUNNEL  BOOTH”  when  used  in  thes . 
rules  shall  mean  a  compartment  consisting  of  tzvo  sides  am 
top,  equipped  zvith  an  air  exhaust  system  in  which  spray 
ing  zvith  any  flammable  paints,  varnishes,  lacquers  or  air 
other  flammable  substances,  mixtures  or  compounds  com 
monly  used  for  painting,  varnishing,  staining  or  simila 
purposes  is  carried  on. 

e.  The  term  “SPRAY  ROOM”  zvhen  used  in  thes 
rules  shall  mean  a  fully  enclosed  room  approved  for  suci 
use  in  which  any  article  or  thing  is  sprayed  by  any  flam 
able  paints,  varnishes,  lacquers  or  any  other  flammabl 
substances,  mixtures  or  compounds  commonly  used  fo 
painting,  varnishing,  staining  or  similar  purposes  is  car 
ried  on. 

f.  The  term  “DIPPING  ROOM ”  zvhen  used  in  thes 
rules  shall  mean  a  fully-enclosed  room  approved  for  suci 
use  in  which  any  article  or  thing  is  dipped,  spread  or  tm 
mersed  in  any  flammable  paints,  varnishes,  lacquers  or  an 
other  flammable  substances,  mixtures  or  compounds  com 
monly  used  for  painting,  varnishing,  staining  or  simila 
purposes  is  carried  on. 

g.  The  term  “FIREPROOF  or  FIRE-RESISTINC 
PARTITIONS”  used  in  these  rules  shall  mean  the  stand 
ards  set  in  the  Labor  Law  and  the  Rules  of  the  Board  o 
Standards  and  Appeals  for  factory  buildings.  All  opening 
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in  this  type  of  partition  shall  only  be  equipped  with  self - 
closing,  fireproof  doors. 

h.  The  term  “STORAGE  ROOM”  when  used  in  these 
rules  shall  mean  a  fully-enclosed  room  used  for  the  stor¬ 
age  and  mixing  of  any  flammable  paints ,  varnishes,  lac¬ 
quers  or  any  flammable  substances ,  mixtures  or  compounds 
commonly  used  for  painting,  varnishing,  staining  or  sim¬ 
ilar  purposes. 

i.  The  term  “CERTIFICATE  OF  FITNESS”  when 

used  in  these  rules  shall  mean  the  written  permission  grant¬ 
ed  a  particular  person  by  the  fire  chief  and  commissioner  to 
discharge  certain  duties  in  the  supervision  and  handling  of 
certain  substances  peculiar  to  his  business  under  such  con¬ 
ditions  as  he  may  prescribe. 

j.  The  term  “PERMIT”  when  used  in  these  rules  shall 

mean  the  written  permission  of  the  fire  chief  and  com¬ 
missioner  issued  to  a  certain  person,  firm  or  corpora¬ 
tion  to  store  and  use  certain  combustible,  inflammable 
or  explosive  articles  incident  to  their  business  under  condi¬ 
tions  prescribed  by  him  according  to  law. 

Rule  3. 

Ventilation 

[(a)  No  spray  coating  of  manufactured  or  fabricated 
articles  shall  be  carried  on  in  any  part  of  an 
establishment  except  in  spray  booths  or  in  spray 
rooms,  as  defined  above. 

(b)  Cabinet  booths  shall  be  equipped  with  an  air 
exhaust  system  which  will  provide  an  air  velocity 
of  not  less  than  one  hundred  (100)  lineal  feet 
per  minute  averaged  over  the  frontal  area  of  the 
spray  booth. 

(c)  Spray  rooms  shall  be  equipped  with  an  air  exhaust 
which  will  provide  not  less  than  sixty  (60) 
changes  of  air  per  hour  in  the  spray  room. 

(d)  All  types  of  spray  rooms  and  booths  shall  be 
equipped  with  an  air  exhaust  system  of  sufficient 
capacity  to  prevent  the  accumulation  of  mist  or 
vapors  within  such  enclosures. 

(e)  Air  shall  be  admitted  to  the  spray  booth  or  spray 
room  in  an  amount  substantially  equal  to  the 
capacity  of  the  fan  or  fans  used  for  exhausting 
air  from  said  booth  or  room ;  windows  or  other 
openings  not  used  for  ventilation  shall  be  kept 
closed  during  the  process  of  spray  coating.  Ex¬ 
haust  fans  shall  be  kept  running  constantly  while 
spraying  or  mixing  and  for  a  sufficient  length  of 
time  thereafter  to  exhaust  all  vapors,  fumes  or 
residues  of  spraying  materials  from  the  spray 
booth  or  spray  room.] 

Spraying  or  dipping  spaces  shall  be  ventilated  when  in 
operation  so  that  the  movement  of  air  shall  be  at  least  one 
tundred  (100')  linear  feet  per  minute  in  the  breathing  zone 
>/  the  operator  and  be  of  sufficient  capacity  to  prevent  the 
accumulation  of  mist  or  vapors. 

Air  shall  be  admitted  to  the  spraying ,  dipping  or  immers- 
ng  spaces  in  an  amount  equal  to  the  capacity  of  the  fan 
,r  fans  and  in  such  a  manner  as  to  avoid  short-circuiting 
he  path  of  air  in  the  zvorking  zone  of  such  spaces. 

EQUIPMENT.  Motors  shall  be  located  outside  of 
praying,  dipping  or  immersing  spaces  except  as  provided 
n  Rule  4. 

Rule  4. 

Specifications  for  Spray  Booths  [and]  Spray 

Rooms  and  Dip  Rooms. 

[(a)  Spray  booths  shall  be  constructed  of  metal  or 
other  incombustible  material  satisfactory  to  the 
administrative  official. 


(b)  Air  distributing  or  baffle  plates,  if  used,  shall  be 
of  incombustible  material  and  removable  for 
cleaning. 

(c)  The  inner  side  of  walls,  ceiling  and  floor  shall  be 
as  smooth  as  practicable,  in  order  to  facilitate 
cleaning ;  when  constructed  of  ferrous  metal  such 
surfaces,  inside  the  booth  or  room,  shall  be  thor¬ 
oughly  painted  or  galvanized. 

(d)  Exhaust  ducts  for  spray  booths  or  spray  rooms 
shall  be  constructed  of  material  not  less  than  the 
following  U.  S.  Standard  gauges,  viz. : 

When  of  diameter  of  24  inches  or  less,  22  gauge. 
When  of  diameter  of  over  24  inches  and  not  over 
36  inches,  20  gauge. 

When  of  diameter  of  over  36  inches,  18  gauge. 

(e)  Ducts  shall  be  strongly  erected  and  rigidly  sup¬ 
ported. 

(f)  Motors  shall  be  located  outside  of  ducts,  booths  or 
spray  rooms  so  that  no  inflammable  vapors  or 
residues  can  reach  them. 

(g)  If  induced  draft  is  used  to  create  an  air  move¬ 
ment  within  cabinet  or  tunnel  types  of  spray 
booths  or  spray  rooms,  the  air  shall  be  supplied 
from  a  point  outside  of  the  spray  booth  or  spray 
room  with  fans  and  motors  entirely  outside  of  the 
spray  booth  or  spray  room. 

(h)  The  exhaust  system  for  the  removal  of  vapors  or 
residues  of  spraying  materials  from  the  spraying 
equipment  shall  not  be  connected  with  any  other 
ventilating  system  or  discharged  into  a  chimney 
or  flue  used  for  the  purpose  of  conveying  gases 
from  heating  elements. 

Ventilating  duct  shall  run  as  directly  as  prac¬ 
tical  to  the  outer  air  and  be  protected  with  a 
hood.  When  not  terminating  above  the  roof  the 
exhaust  terminal  in  addition  shall  be  protected 
with  a  fire  screen  of  copper  or  bronze  with  a 
mesh  not  larger  than  l/2  inch.  When  passing 
through  a  non-fireproof  roof  the  duct  shall  be 
constructed  double  with  a  1-inch  air  space.  The 
outer  pipe  shall  be  not  less  than  2  inches  from  any 
woodwork  which  shall  be  covered  with  metal. 
Ventilating  ducts  terminals  shall  be  not  less  than 
15  feet  from  any  window  opening,  exterior  exit, 
chimney  termination  or  unprotected  air  intake, 
unless  exhausting  on  the  front  of  a  building  or 
where  there  are  openings  in  a  direct  line  less  than 
30  feet  from  any  opening  in  any  other  building. 

(i)  Exhaust  fan  blades  shall  be  constructed  of  non- 
ferrous  metal.  All  exhaust  and  ventilating  fans 
to  be  permanently  connected  to  their  source  of 
current  supply,  using  metallic  conduit.  Rheostats 
in  fan  bases  not  permitted. 

(j)  All  electrical  wiring  shall  be  enclosed  in  metal 
conduits. 

(k)  Artificial  lighting  shall  be  by  electricity  only. 
Fixtures  to  be  of  the  rigid  stem  type,  enclosing 
all  wiring  and  equipped  with  vaporproof  globes 
and  keyless  sockets. 

(l)  No  motors,  switches,  rheostats,  lamps  or  other 
electrical  equipment  shall  be  located  in  spray 
rooms  or  within  10  feet  from  any  spray  compart¬ 
ment  or  spray  booth  unless  such  electrical  equip¬ 
ment  is  of  a  type  approved  for  use  in  explosive 
atmospheres.  Motors  located  within  10  feet  of  a 
spray  booth  may  be  of  the  standard  totally  en¬ 
closed  type,  or  of  the  open  induction  type,  having 
no  brushes,  make  and  break  contact,  collectors 
or  other  arcing  or  sparking  parts. 

All  flame  or  spark  producing  machinery  within 
a  floor  area,  wherein  spray  coating  is  carried  on 
shall  be  discontinued  or  enclosed  by  partitions 
constructed  fireproof  or  fire-resisting.  This  rule 
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shall  not  exclude  the  use  of  the  indirect  type  of 
bake  ovens,  provided  the  flame  compartment  is 
separately  enclosed,  taking  air  from  outside  of 
the  room  wherein  spray  coating  is  carried  on  and 
where  adequate  ventilation  can  be  provided. 

(m)  All  electrical  equipment  shall  be  installed  and 
grounded  as  provided  by  the  National  Electrical 
Code  (Art.  32)  and  permanently  connected  to 
their  source  of  current  supply,  using  metallic 
conduit.  No  receptacle  pin  plugs  permitted. 

(n)  Artificial  heating  shall  be  limited  to  the  use  of 
steam  or  hot  water  circulating  system  or  hot  air 
systems  satisfactory  to  the  administrative  offi¬ 
cial.] 

A.  Spray  booths  shall  be  constructed  of  metal  or  incom¬ 
bustible  material  satisfactory  to  the  administrative  official 
having  jurisdiction,  be  adequately  ventilated  with  mechani¬ 
cal  ventilation  and  if  lighted  be  in  conformity  with  these 
rules.  The  necessary  fire  protection  shall  be  maintained 
at  all  times. 

Spray,  dip  and  immersing  rooms  shall  be  constructed  of 
fireproof  or  fire-resisting  partitions  with  waterproof  floors, 
adequately  ventilated  by  mechanical  means,  equipped  with 
the  necessary  fire  protection  and  if  lighted  and  heated  in 
conformity  with  these  rules.  Floor  drains  are  not  per¬ 
mitted. 

Panels  of  polished  wired  glass  or  plate  glass  at  least 
one-quarter  of  an  inch  (Ym)  thick,  not  exceeding  seven 
hundred  and  twenty  (720)  square  inches  in  area  and  not 
more  than  forty-eight  inches  (48" )  in  any  linear  dimension 
may  be  used  in  the  sides  of  a  spray  booth  or  room. 

The  inner  sides  of  walls,  ceilings  and  the  floors  of  all 
spraying  or  dipping  spaces  shall  have  a  smooth  surface. 

All  openings  in  spray,  dip  or  immersing  rooms  shall  be 
protected  by  fireproof  doors.  Only  zvindozvs  opening  to  a 
street  may  be  permitted. 

Ferrous  metal  used  in  the  construction  of  spraying, 
dipping  or  immersing  spaces  shall  be  thoroughly  painted 
on  the  inside  or  be  galvanised. 

All  spraying,  dipping  or  immersing  spaces  shall  be  so 
constructed  that  a  reasonable  length  longer  is  maintained 
than  required  for  the  article  or  thing  to  be  sprayed,  dipped 
or  immersed.  Ferrous  metal  shall  not  be  used  for  such 
floor  surface. 

At  least  three  (3)  feet  of  clear  working  space  shall  al¬ 
ways  be  maintained  for  each  operator  spraying,  dipping  or 
immersing  any  article  or  thing. 

B.  SPECIFICATIONS  FOR  DUCTS,  PIPES  AND 
FANS. 

All  ducts  used  for  ventilating  spray,  dip  or  immersing 
spaces  shall  be  constructed  of  metal  of  not  less  than  the 
following  gauges  of  metal. 

Ducts  tzventy-four  (24" )  inches  or  less  in  diameter  No. 
22  gauge. 

Ducts  over  twenty-four  (24")  and  not  over  thirty-six 
(36" )  inches  in  diameter  No.  20  gauge. 

Ducts  exceeding  thirty-six  (36")  inches  in  diameter  No. 
18  gauge. 

Ducts  shall  be  strongly  constructed  and  be  installed  in  a 
workmanlike  manner.  They  shall  be  rigidly  supported. 

Ventilating  ducts  shall  run  as  directly  as  practicable  to 
the  outer  air  and  be  protected  with  a  hood  against  the 
weather.  The  exhaust  terminal  or  hood  shall  also  be  pro¬ 
tected  with  a  screen  of  copper  or  bronze  with  a  mesh  not 
larger  than  one-quarter  ,(Ya")  inch. 

Where  a  duct  passes  through  a  non-fireproof  roof,  the 
duct  shall  be  protected  at  such  point  by  an  outer  pipe  or 
sleeve  zvith  an  air  space  of  at  least  one  inch  (1")  betzveen 
the  sleeve  and  duct.  The  outer  pipe  shall  be  not  less  than 
tzvo  (2" )  inches  from  any  zvoodwork  and  such  woodwork 
shall  be  covered  zvith  metal. 

Ventilating  ducts  shall  not  terminate  zvithin  ten  (10) 


feet  measured  horizontally  of  any  chimney  outlet,  unpro¬ 
tected  air  intakes  or  of  any  door  or  window  in  an  adjoin¬ 
ing  building. 

If  induced  draft  is  used  to  create  an  air  movement,  the 
air  shall  be  supplied  from  a  point  outside  the  spray  or  dip 
space.  Fans  and  motor  must  be  located  outside  the  spray 

or  dip  space. 

The  exhaust  system  from  any  spray,  dip  or  immersing 
space  shall  not  be  connected  to  any  other  ventilating  system 
or  be  discharged  into  a  chimney  or  flue  used  for  the  pur¬ 
pose  of  conveying  gases  of  combustion. 

Exhaust  fan  blades  shall  be  constructed  of  non-ferrous 
metal.  All  exhaust  and  ventilating  fans  to  be  permanently 
connected  to  their  source  of  power,  using  metallic  conduit. 
Rheostats  in  fan  bases  not  permitted. 

C.  SPECIFICATIONS  FOR  STORAGE  ROOMS. 
Storage  rooms  shall  be  constructed  of  fireproof  or  fire- 
resistmg  partitions  with  waterproof  floors  and  be  ade¬ 
quately  ventilated  by  either  natural  or  mechanical  means. 

D.  No  motors,  switches,  rheostats,  lamps  or  other  elec¬ 
trical  equipment  shall  be  located  in  spray,  dipping  or  im¬ 
mersing  rooms  or  within  ten  (10)  feet  of  any  spray  com¬ 
partment,  spray  booth,  immersing  or  dipping  space  unless 
such  electrical  equipment  be  of  a  type  approved  for  use 
in  explosive  atmospheres. 

Artificial  lighting  shall  be  only  by  means  of  electricity. 

Except  that  alternating  current  induction  motors  of  the 
totally  enclosed  type,  having  no  brushes,  make  and  break 
contacts,  collectors  or  other  arcing  or  sparking  parts  may 
be  located  within  10  feet  of  a  spray  booth,  spray  com¬ 
partment  or  dipping  space  zvhen  approved  by  the  authori¬ 
ties  having  jurisdiction. 

LIGHTING  FIXTURES. 

When  lighting  fixtures  are  located  zvithin  10  feet  of  a 
spray  booth,  spraying  compartment  or  dipping  space,  they 
shall  be  of  the  rigid  stem  type,  enclosing  all  wiring  and  be 
equipped  zvith  keyless  sockets  having  vaporproof  globes, 
protected  by  wire  guards. 

All  electrical  equipment  shall  be  installed  and  grounded 
as  provided  by  Chapter  9  of  the  Code  of  Ordinances  (Elec¬ 
trical  Code)  and  permanently  connected  to  their  source  of 
current  supply,  using  metallic  conduit. 

No  pin  plug  receptacles  shall  be  used. 

All  electric  zviring  shall  be  enclosed  in  metal  conduits. 

The  use  of  portable  cords  or  trailer  lights  are  pro¬ 
hibited. 

Rule  5. 

[Maintenance  and  Fire  Protection.] 

[(a)  The  plant  superintendent,  foreman  or  other  per¬ 
son  in  charge  of  spray  booth  or  booths,  storage 
or  spraying  materials,  exhaust  system,  etc.,  shall 
secure  a  certificate  of  fitness  from  the  adminis¬ 
trative  official. 

This  person  shall  properly  instruct  all  employ¬ 
ees  as  to  the  hazards  of  their  work  and  advise  as 
to  their  responsibility  for  cooperation  in  comply¬ 
ing  with  these  rules.  Every  employee  shall  be 
responsible  for  all  rules  or  parts  of  rules  which 
immediately  concern  or  affect  his  conduct  or  the 
safety  of  himself  or  others. 

(b)  No  motor  vehicles  shall  be  taken  in  or  out  of  a 
spray  booth  or  spray  room  under  its  own  power. 

(c)  All  exhaust  fans  shall  be  inspected  at  least  once 
each  week ;  defects  shall  be  repaired  at  once  or 
operation  of  fan  discontinued  until  properly  re¬ 
paired. 

(d)  Spray  rooms,  booths,  fans,  ducts,  and  other  equip¬ 
ment  shall  be  cleaned  frequently  and  maintained 
in  clean  find  efficient  working  condition;  lacquer 
spraying  booths  shall  be  wet  down  before  clean¬ 
ing. 
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(e)  Brooms,  brushes  or  other  cleaning  implements 
made  of  ferrous  metals  shall  not  be  used  in  order 
to  avoid  sparks. 

(f)  Accumulation  of  waste,  sweepings  Or  deposits 
from  cleaning  spray  rooms,  booths,  etc.,  waste 
paper,  taping  or  other  inflammable  refuse  is  pro¬ 
hibited.  All  such  refuse  shall  be  placed  in  metal 
receptacles  with  proper  self-closing  covers.  The 
contents  of  such  cans  shall  be  removed  from  the 
building  at  the  close  of  work  each  day. 

(g)  No  person  shall  smoke  or  carry  a  lighted  cigar, 
cigarette,  pipe  or  match  within  any  room,  en¬ 
closed  space,  cellar,  basement  or  any  part  of  any 
premises  in  which  highly  combustible  or  inflam¬ 
mable  material  is  maintained,  stored  or  kept  for 
use  or  sale  (Extract  from  Section  27,  Chapter  12 
of  the  Code  of  Ordinances). 

(h)  Every  spray  room  or  spray  booth  shall  be 
equipped  with  approved  fire  extinguishing  appli¬ 
ances  suitable  for  paint  and  lacquer  fires.  At  least 
one  standard  sand  pail  shall  be  provided  for  each 
100  square  feet  of  booth  area  or  area  of  spray 
room  or  extinguishers  of  the  soda-acid,  foam, 
CO-2,  or  other  approved  type  may  be  provided, 
one  for  each  300  square  feet  of  booth  or  spray 
room  area.  Where  the  spraying  hazard  is  exten¬ 
sive,  mounted  type  of  extinguishers  shall  be  pro¬ 
vided  as  may  be  required  by  the  administrative 
official. 

(i)  The  interior  of  all  booths  installed  in  sprinklered 
buildings  shall  be  provided  with  sprinkler  heads 
supplied  from  an  approved  source  of  supply.] 

MAINTENANCE  AND  OPERATION. 

a.  Every  premises  zvherein  a  spraying,  dipping  or  im¬ 
mersing  space  is  maintained  and  operated  shall  be  con¬ 
tinuously  under  the  charge  and  supervision  of  one  or  more 
persons  holding  a  certificate  of  fitness,  whose  duty  shall 
be  to  see  that  the  spray  and  dipping  space  rules  and  the 
terms  of  the  permit  are  not  violated.  No  other  duties 
shall  interfere  with  the  enforcement  of  these  rides. 

b.  Smoking  or  the  carrying  of  lighted  cigars,  cigarettes 
or  pipes  in  spray,  dipping  or  immersing  space  is  prohibited. 

c.  No  person  shall  be  permitted  within  a  spray  space 
between  the  spray  gun  and  the  exhaust  outlet  zvhile  the 
spray  gun  is  in  use. 

d.  Spraying,  dipping  or  immersing  spaces  and  its  sur¬ 
roundings  shall  be  kept  clean  at  all  times  and  shall  be  kept 
clear  of  all  materials,  equipment  and  utensils  not  required 
in  the  operation  of  the  spray.  Side  walls,  ceilings,  baffle 
plates,  etc.,  shall  be  sprayed  zvith  soap  and  zvater  solution, 
before  cleaning,  or  cardboard  or  masking  paper  can  be 
fastened  before  any  operation  and  after  said  operazwn  be 
removed  from  the  premises  in  approved  waste  cans. 

e.  Floors  within  and  surrounding  spray,  dip  or  immers¬ 
ing  spaces  shall  be  kept  clean  and  free  from  zvaste  mate¬ 
rial  at  all  times. 

f.  Implements  used  for  cleaning  shall  be  made  of  non- 

ferrous  material  to  avoid  sparks. 

g.  Metal  waste  cans  with  self-closing  covers  shall  be 
Provided  for  all  spraying,  dipping  or  immersing  spaces 
and  storage  rooms.  The  number  to  be  installed  shall  be 
determined  by  the  administrative  official  having  juris¬ 
diction. 

h.  Approved  fire  appliance  shall  be  installed  in  all  spray- 

mg,  dipping  or  immersing  spaces  and  in  storage  rooms  as 
may  be  determined  by  the  administrative  official  having 

jurisdiction. 

t.  Accumulation  of  inflammable  waste,  sweepings  or  de¬ 
posits  from  spray,  dip  or  immersing  space  is  prohibited. 
All  such  waste  shall  be  placed  in  approved  waste  cans  and 
be  removed  from  the  premises  at  the  close  of  zvork  each 

day. 


j.  All  sand  papering  of  lead  painted  surfaces  shall  be 
done  zvith  wet  sand  paper. 

k.  No  motor  vehicle  shall  be  taken  into  or  out  of  a 

spray  space  under  its  ozvn  power.  Batteries  shall  be  re¬ 
moved  before  the  process  of  spraying  is  begun. 

Rule  6. 

Storage  and  Mixing 

[  (a)  Main  supplies  of  spray  coating  materials  and 
thinners  shall  be  kept  in  an  outside  storage  build¬ 
ing,  storage  rooms  or  in  vented  metal  cabinets 
in  accordance  with  the  following  amounts : 

(b)  Spraying  materials  not  in  excess  of  20  gallons 
shall  be  stored  in  metal  cabinets  or  wood  cabinets, 
metal  covered  on  both  sides  including  the  door. 
All  cabinets  to  be  ventilated  at  top  and  bottom. 

(c)  Spraying  materials  in  excess  of  20  gallons  and 
not  exceeding  40  gallons  shall  be  stored  in  double- 
walled  metal  cabinets  vented  directly  to  the  outer 
air. 

(d)  Spraying  materials  in  excess  of  40  gallons  shall 
be  stored  in  a  separate  exterior  storage  building 
of  fireproof  or  fire-resisting  material  with  venti¬ 
lated  plain  glass  skylight  or  in  a  storage  room 
constructed  fireproof  in  a  fireproof  building  or 
fire-resisting  in  a  non-fireproof  building.  Storage 
rooms  shall  be  located  at  exterior  wall  window 
opening,  window  openings  to  be  fireproofed  and 
lower  half  provided  with  open  louvres  or  ven¬ 
tilated  by  metal  duct  or  fan  at  least  8  inches  in 
diameter.  The  floors  of  all  storage  rooms  shall 
be  waterproof  up  to  a  height  of  at  least  6  inches 
from  the  floor  and  be  properly  pitched  for 
drainage  purposes  to  a  low  point  within  the  en¬ 
closure.  The  sill  of  the  door  shall  be  at  least  6 
inches  above  the  finished  floor.  All  doors  to  be 
tin-clad,  approved,  fireproof  and  self-closing. 

(e)  In  sprinklered  buildings  all  storage  rooms  shall 
be  provided  with  an  automatic  sprinkler  head 
for  each  80  square  feet  of  floor  area. 

(f)  Storage  rooms  shall  be  sprinklered  in  non-sprink- 
lered  buildings  and  supplied  from  house  supply 
tanks  or  house  lines,  as  described  in  Rule  53  of 
the  Sprinkler  Rules. 

(g)  The  maximum  amount  of  spraving  matprials  to 
be  stored  in  a  storage  room  of  a  non-fireproof 
building  shall  be  determined  by  the  administrative 
official. 

(h)  Mixing  or  thinning  of  coating  materials  shall  be 
conducted  in  a  storage  bttildiner  or  storage  room, 
except  that  containers  of  total  capacity  not  ex¬ 
ceeding  ten  gallons  may  be  opened  and  their  con¬ 
tents  mixed  in  the  spray  room  or  room  in  which 
booths  are  located  while  the  air  exhaust  system 
is  operating. 

(i)  Supplies  sufficient  for  not  more  than  one  day’s 
work  but  not  exceeding  twenty  gallons  in  total 
to  each  booth,  may  be  kept  in  the  spray  room  or 
room  in  which  spray  booths  are  located ;  covers 
of  containers  must  be  kept  thereon  when  such 
containers  are  not  actually  in  use.  This  amount 
is  in  addition  to  the  amount  allowed  in  Subdivi¬ 
sion  k  of  Rule  6. 

(j)  Gravity  feed  material  containers  for  supplying 
spray  guns  shall  not  exceed  ten  gallons  in  capacity 
and  shall  be  supported  by  wire  cables  or  metal 
brackets  having  a  factor  of  safety  of  two  when 
filled  with  the  heaviest  spraying  materials  used. 

(k)  Pressure  feed  tanks  and  other  equipment  for  use 
in  connection  with  direct  spraying  under  air 
pressure  shall  be  restricted  to  tanks  of  not  more 
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than  sixty  gallons,  individual  capacity,  designed, 
constructed  and  approved  for  this  specific  purpose 
by  the  Board  of  Standards  and  Appeals.  Each 
tank  shall  be  provided  with  a  safety  valve  set  at 
a  pressure  not  exceeding  eighty  pounds.  All 
gravity  feed  containers  and  other  spraying  equip¬ 
ment  shall  be  approved  as  above. 

(1)  The  installation  of  all  electrical  wiring,  switches, 
lighting  and  all  other  electrical  equipment,  and 
the  provisions  of  these  rules  against  carrying 
matches  or  smoking  and  prohibiting  flame  or 
spark-producing  devices,  shall  also  apply  to  stor¬ 
age  or  mixing  rooms.] 

a.  STORAGE  of  spraying,  dipping  and  immersing  ma¬ 
terials  shall  not  be  in  excess  of  tzvo  hundred  (200)  gallons, 
excepting  in  a  building  in  which  nitro  cellulose  products 
are  manufactured,  stored  or  kept  limiting  amount  to  twenty- 
five  (25)  gallons  as  per  Sect.  235,  Subdiv.  19,  Chap.  10, 
Code  of  Ordinances. 

b.  Spraying,  dipping  and  immersing  material  exceeding 
two  hundred  (200)  gallons  shall  be  stored  in  a  storage 
room  constructed  and  maintained  as  determined  by  the 
administrative  official  having  jurisdiction.  The  maximum 
amount  of  spraying  materials  to  be  stored  or  used  in  any 
premises  or  portion  thereof,  regardless  of  the  construction 
of  building  shall  be  specified  in  the  permit. 

c.  MIXING.  Mixing  or  thinning  of  spraying,  dipping 
or  immersing  materials  shall  only  be  done  in  a  storage 
room.  Where  no  storage  room  has  been  provided  all  mix¬ 
ing  or  thinning  shall  be  done  within  the  spraying,  dipping 
or  immersing  space  or  spaces. 

d.  Gravity  feed  material  containers  for  supplying  spray 
shall  not  exceed  ten  (10)  gallons  in  capacity  and  shall  be 
supported  by  zvire  cables  or  metal  brackets  having  a  factor 
of  safety  of  two  when  filled  with  the  heaviest  spraying 
materials  used. 

e.  Pressure  feed  tanks  and  other  equipment  for  use  in 

connection  with  direct  spraying  under  air  pressure  shall  be 
restricted  to  tanks  of  not  more  than  sixty  (60)  gallons  in¬ 
dividual  capacity,  designed,  constructed  and  approved  for 
this  specific  purpose  by  the  Board  of  Standards  and  Ap¬ 
peals.  Each  tank  shall  be  provided  zvith  a  safety  valve  set 
ot  a  pressure  not  exceeding  eighty  (80)  pounds.  All  gravity 
feed  container  and  other  spraying  equipment  shall  be 
approved  as  above. 

f.  Sprinkler  heads  shall  be  provided  in  all  spray,  dip 
or  immersing  spaces  and  storage  rooms  and  shall  be  in¬ 
stalled  in  accordance  with  the  Sprinkler  Rules  of  the 
Board  of  Standards  and  Appeals,  except  in  non-sprinklered 
buildings  where  sprinkler  connection  may  be  made  to  the 
house  water  supply. 

g.  Sprinkler  in  spray,  dip  and  immersing  spaces  shall 
be  cleaned  at  least  once  a  week  under  the  supervision  of 
the  person  holding  the  certificate  of  fitness  and  a  coating 
of  light  grease  or  vaseline  shall  be  applied  after  each 
cleaning  to  prevent  the  formation  of  a  hard  deposit  and 
render  the  sprinkler  useless  in  case  of  fire.  The  use  of 
paper  bags  or  other  materials  about  sprinkler  heads  is 
prohibited. 

Rule  7. 

General  Requirements 

Notice — Attention  is  called  to  the  provisions  of  the  Code 
of  Ordinances  as  to  violations  reading  as  follozvs: 

Section  300,  Article  26,  of  Chapter  10,  of  the  Code  of 
Ordinances,  “ Any  person  zvho  shall  zvilfully  violate  or  neg¬ 
lect  or  refuse  to  comply  with  any  of  the  provisions  of  this 
chapter  in  addition  to  any  other  penalties  prescribed  by  lazv 
or  ordinance  shall,  upon  conviction,  be  punished  by  a  fine 
of  not  more  than  $500  or  by  imprisonment  not  exceeding  6 
months,  or  by  both  such  fine  and  imprisonment.” 


[NOTE: — The  principal  cause  of  fires  in  spray-booth  in¬ 
stallations  are:  broken  electric  lamps  and  other 
electrical  defects ;  cleaning  the  interior  of  booths, 
fans  and  motors  with  highly  flammable  solvents; 
accumulation  of  deposits  in  the  tubes  and  vent 
pipes  from  neglect  in  cleaning  them  frequently; 
unnecessary  accumulation  of  waste  and  refuse, 
smoking  and  a  general  lack  of  cleanliness. 

(a)  "No  Smoking”  signs,  with  letters  at  least  2  inches 
in  height,  shall  be  posted  in  all  spray  rooms  and 
paint  storage  rooms  or  building. 

(b)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  15  feet  of  any  spray  booth. 

(c)  All  stock  shall  be  arranged  so  as  not  to  interfere 
with  the  operation  of  automatic  sprinkler  heads  ] 

Rule  8. 

Existing  Spray  Booths  and  Installations 

These  rules  shall  be  retroactive  in  the  following  respects: 

Rule  IB.  Heating  of  Rooms 

Rule  3. 

[Subdivision  D] — Air  Exhaust  System. 

[  “  E] — Air  Supply  and  Mixing. 

Rule  4. 

Subdivision  A  —Constructions  of  Spray  Booths. 

[  “  B  — Construction  of  Baffle  Plates.] 

"  C] — Cleaning  of  Booths. 

“  [E]  B — Maintenance  of  Duct  Supports. 

“  [F]  D — Location  of  Motors. 

“  [G]  B — Method  of  Induced  Draft 

"  [H]  B — Termination  of  Ventilating  System. 

“  [K]  D — Electric  Lighting. 

Subdivision  [L]  D — Separation  of  Booths,  etc.,  from  flame 

and  sparks. 

“  [M]  D — Electrical  Equipment. 

[  "  N — Heating  of  Rooms.] 

Rule  5. 

Subdivision  A — Certificate  of  Fitness. 

"  [B]  K — Motor  vehicles,  in  booths  or  rooms. 

[  “  C — Maintenance  of  Exhaust  fans.] 

“  D — Maintenance  of  Equipment. 

“  [El  F — Cleaning  Implements. 

[F]  I — Accumulation  and  Disposal  of  Waste 
Materials. 

“  [G]  B — Smoking,  Matches,  etc. 

“  H — Fire  Appliances. 

Rule  6. 

Subdivision  A— Storage  of  Spraying  Materials. 

“  B — Storage  of  Spraying  Materials  less  than 

[20]  gallons. 

“  C — Storage  of  Spraying  Materials  not  ex¬ 

ceeding  [401  gallons. 

"  D — Storage  of  Spraying  Materials  exceeding 

[40]  gallons.  #  J 

[  "  G — Maximum  Storage  in  non-fireproof  build¬ 

ings.] 

[H]  D — Spray  room  or  booth  mixing. 

[  “  T — Supplies  allowed  in  booth.] 

“  [T]  C — Gravity  Feed  containers. 

I. — Smoking,  matches,  in  mixing  room. 
NOTE: — Subdivisions  A,  B,  C  and  D  mav  not  be  applied 
in  fireproof  buildings  equipped  with  an  approved 
existing  automatic  sprinkler  system  where  the  gen¬ 
eral  conditions  of  cleanliness  are  properly  main¬ 
tained  at  all  times. 
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Rule  7. 

Subdivision  A — Posting  “No  Smoking”  signs. 

B — Clearance  of  combustible  materials. 

C — Clearance  of  Automatic  Sprinkler  heads.] 

Rule  9. 

Approval  Forms  and  Plans 

There  shall  be  filed  before  installation  with  the  adminis- 
rative  official  by  the  purchaser  (or  by  the  seller  thereof) 
n  application  form  on  sheet  8  inches  by  10  inches,  which 
orm  shall  give  the  proper  name  and  address  or  booth  user 


and  also  the  floor  on  which  the  booth  or  booths  are  to  be 
installed.  An  ink  drawing  of  the  floor  upon  which  the 
booth  will  be  located  shall  be  submitted  on  the  form  sheet; 
such  drawing  shall  show  by  feet  and  inches  the  location 
of  exits,  chimneys  and  booths. 

When  a  storage  and  mixing  room  is  to  be  installed,  plans 
drawn  to  a  scale  of  at  least  1/16  of  an  inch  to  a  foot  shall 
be  filed  with  the  administrative  official  for  examination 
and  approval.  Such  plan  shall  show  on  the  floor  plan  the 
location  of  all  booths,  storage  and  mixing  rooms,  exits  and 
all  chimneys  and  exterior  openings  within  15  feet  of  the 
storage  rooms  and  vent  ducts.] 


APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 

Name  of  Burner  Calendar  No.  Name  of  Burner  Calendar  No. 


i.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

ietna  Range  Oil  Burner  .  29-35-SA 

dr-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

dr-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

ir-O-Flame  Range  Burner  . 236-34-SA 

.meroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

iltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  . 196-34-SA 

land  Range  Oil  Burner .  234-34-SA 

lue  Glow  Range  Oil  Burners,  Models  Cu¬ 
preine  and  DeLuxe  .  308-34-SA 

righam  Range  Oil  Burner .  217-35-SA 

hampion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
ole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35-SA 

'iamond  Range  Oil  Burner .  325-34-SA 

asyway  Range  Oil  Burner,  Models  D27, 

.  DC27,  G27  and  NG27 . 157-35-SA 

llington  Range  Oil  Burner,  Square  Circulat- 
.  ing  Heater  and  Round  Circulating  Heater  351-34-SA 
llington  Range  Oil  Water  Heater,  Models 

M  and  J  .  40-35-SA 

vur-Ready  Range  Oil  Burner,  Models 
Leader,  Standard  and  DeLuxe .  311-34-SA 

airfax  Range  Burner  .  302-34-SA 

lorence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

,  rH-9  .  . .  62-33-SA 

lorence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  . 172-35-SA 

lorence  Range  Burners .  219-34-SA 

ox  Range  Oil  Burner .  200-34-SA 

i-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34-SA 

upp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

er-Oil  Automatic  Water  Heater .  263-35-SA 

erogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

olrid  Range  Burner  .  48-34-SA 

res-Kno  Ranee  Oil  Burner,  Model  MD. 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

anergan  Automatic  Hot  Water  Heater .  179-35-SA 

onergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

^yalty  Range  Burner  .  302-34-SA 


Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  . . .  238-33-SA 

M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

^  Model  450  .  367-34- S A 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B .  364-34- S  A 

Majestic  Range  Oil  Burner,  Models  27B*and 


Majestic  Space  Heater,  Models  247T  and  248.  181-35-SA 

Majestic  Water  Heater,  Models  255A  and  255B  182-35-SA 

Moderne  Range  Oil  Burner,  Models  Regular, 

Junior  and  Firenew  .  357-34-SA 

National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Putnam  Range  Oil  Burner .  54-35-SA 

Quaker  Burnoil  Stove  .  11-31-SA 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  . 491-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  .  310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Fleater,  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 
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[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 


Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 


(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931;  May  12,  1931;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 


Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 


Rule  1.  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank.  & 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (J4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (J4)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  (yA)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  04)  inch 


Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED:  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP:  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

,  BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS — Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE;  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

,  DOMESTIC  INSTALLATIONS — Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED:  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
?7nUn<^  an<3/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 

shall  be  of  copper  not  smaller  than  No.  6  (.162") 

A  W.G.  wire,  or  pipe  not  less  than  one-half  inch 

\l/2  )  in  diameter. 


Note— All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS — Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL:  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEY  EL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

,,  PERMANENT  DEFORMATION :  Wherever  phrase, 
without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 
PERMIT :  Shall  mean  permit  for  storage  of  oil. 
PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2*4)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
•emoval  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED:  Shall  mean  completely  built  in 
he  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE:  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

'  STORAGE  CONTAINER  :  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK:  Any  container  for^oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  thiougi 
which  a  gauge  stick  may  be  inserted  into  the  stoiage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum 
shale  oil,  coal  tar,  and  the  liquid  products  thereof  and  shal 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup »  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades: 

Range  Oil  SP.  Gr.  (A.  P.  I.)  40-44° 


No.  .1  Fuel  Oil 
No.  2 
No.  3 
No.  4 
No.  5 
No.  6 


36-40° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 


(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 

approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil.  . 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  o 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  he  type 
commonly  used  for  household  purposes  including  oil 
stoves  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  eac  i 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height ;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 

gallons  capacity  or  less :  . 

Tanks  36  in.  in  diameter  and  less — J 4  ln-  shell,  Ya  in. 
heads 

Tanks  37  to  72  in.  in  diameter— Ya  in.  shell,  5/16  in. 
li  c  ci  d  s 

Tanks  73  to  120  in.  in  diameter— 5/16  in.  shell,  H  in- 

heads. 

Tanks  over  120  inches  in  diameter  to  be  of  Y  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall"  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  Y  in.  in  diameter  rivets  2 Ya  in.  pitch. 

Tn  shell  5/16  in.  thick,  Y  in  diameter  rivets  2-H  m 
pitch.  . 

In  shell  Y%  in.  thick,  Ya  in.  diameter  rivets  2 Y?  m.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick- 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 

by  use  of  angles.  .  ,  .  ,. 

(c)  Rivets  in  seams  shall  be  Y  of  an  inch  m  diameter 
and  spaced  not  more  than  2Va  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members.  _ 

(f)  When  structural  steel  reinforcing  members  are  tied 
toother  with  braces  in  order  to  reduce  the  effective  length 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 


839 


RULES 


four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  ()4")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having^  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  ^4  inch  and  the  minimum  thickness  of  roof  plates 
Vs  inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

.  E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  _  eliminated,  covered  by  Rule 
5,  section  1  and.  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  ot  above  formula  for  shell  plates. 

(dA  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
permitted*111  1  mCtal  t0  metaL  No  filler  of  any  kind  wil1  be 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press- 
ure  test  ot  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a.  iacket  Provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
llame  unless  tank  is  protected  as  provided  for  in  Rule  6 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con- 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun¬ 
dred -and -seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4  )  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 

orizontal  outline  of  tank  in  all  directions,  with  weep  holes 

along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls_  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tanlc  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
7b!  li  fireproof  access  doors  spaced  ten  feet  (10')  apart 
hall  be  installed  in  the  enclosure  above  the  point  where 

,'bend?SUrre.uhaS  a,  caPacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in- 
gallons  bU1  <amgS  shad  not  exceed  twenty  thousand  (20,000) 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
in'  jury  Wa  °r  fl°°r  and  protected  against  mechanical 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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-ound,  shall  be  buried  with  the  top  of  the  tank  not  less 
ian  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
iall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
can  sand  or  well  tamped  earth,  free  from  ashes  or  other 
erosive  substance,  and  free  from  stones  larger  than  will 
iss  through  a  one-inch  (1")  mesh.  When  necessary  to  pre- 
rnt  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
■ithin  twenty  (20')  feet  of  any  wall,  separating  a  building 
:om  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
i  a  lower  position  than  the  roadbed  of  the  subway,  ex- 
;pt  as  may  be  modified  in  specific  instances  by  the  Board 
f  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
eet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
nd  seventy-five  gallons,  prior  to  or  at  the  time  of  installa- 
on,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
,'ith  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
ot  tar,  asphalt  or  other  equivalent  rust  resisting  material, 
ill  tanks  shall  be  electrically  grounded. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
Tubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1*4)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 


Section  3.  Outside  of  Buildings,  Above  Ground. 


(a)  Storage  tanks  located  outside  of  buildings  above 
;round  shall  be  not  less  than  one  and  one-quarter  (1*4) 
ank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
he  line  of  adjoining  property,  the  nearest  building  or  adja- 
ent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
naximum  capacity  of  individual  tanks  located  outside  of 
mildings  above  ground  shall  be  fixed  by  the  following 
chedule : 


If  distant  25  feet  from  line  of  adjoining 
property  which  may  be  built  upon 

If  distant  30  feet  . 

If  distant  40  feet . 

If  distant  50  feet  . 

If  distant  60  feet  . 

If  distant  75  feet  . 

If  distanct  85  feet,  or  more . 


16,000  gallons 
24,000  “ 

36,000  “ 

48,000  “ 

60,000  “ 
96,000  “ 

100,000  “ 


(b)  Each  such  storage  tank  shall  be  protected  by 
in  embankment  or  a  dyke.  Such  protection  shall  have  a 
rapacity  of  not  less  than  one  and  one-half  (1^4)  times  the 
rapacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher  than  one-fourth 
\V\)  the  height  of  the  tank  when  the  height  of  the  tank 
Exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
oe  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1}4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 


(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated,  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (1*4")  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
*4  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (5’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top.  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The.  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  %  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-off 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a. set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  “ 

Gravity  ** 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 
capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
0rij^0irms  ^uruished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  _  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 

rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level'or  outside  of  buildings 
be  ow  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
SrCtJ>0ri,  squired,  shall  be  certified  to  by  the  Commissioner 
ot  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit-provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 
for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
•  of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  K  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  J4"  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil- 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there,  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 


Appeals  from  Administrative  Orders 


74- 36-A— 800  Lefferts  avenue,  south  side,  34  ft.  &/2  in. 

west  of  Schenectady  avenue  and  849  East 
New  York  avenue,  north  side,  25  ft.  4 *4 
in.  west  of  Schenectady  avenue  (Block 
No.  1429,  Lot  Nos.  32,  36  and  43),  Bor¬ 
ough  of  Brooklyn. 

75- 36-A — North  side  of  Ninth  street,  368  ft.  east  of  Fifth 

avenue  (Block  No.  1005,  Lot  No.  59  and 
part  of  Lot  No.  57),  Borough  of  Brooklyn. 

76- 36-A — 2363-2373  Bedford  avenue,  east  side,  158  ft.  3^4 

in.  south  of  Tilden  avenue  (Block  No. 
5135,  part  of  Lot  No.  53),  Borough  of 
Brooklyn. 

77- 36- A — 1094-1104  Nostrand  avenue,  northwest  corner 

of  Maple  street  (Block  No.  5030,  Lot  No. 
45),  Borough  of  Brooklyn. 

78- 36-A — 705-711  Franklin  avenue,  northeast  corner  of 

Park  place  (Block  No.  1231,  Lot  No.  1), 
Borough  of  Brooklyn. 

79- 36-A— 1043-1053  Winthrop  street  and  177-187  East 

93rd  street,  northeast  corner  (Block  No. 
4612,  Lot  No.  43),  Borough  of  Brooklyn. 
131-36-A — 878-888  Coney  Island  avenue,  west  side,  200  ft. 

in.  south  of  Ditmas  avenue  (Block 
No.  5403,  Lot  Nos.  21  and  24),  Borough 
of  Brooklyn. 

Appliances  Submitted  for  Approval. 


1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2j4-inch  Hose  Outlet  Valve,  Type 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 


237-32- SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 
164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 


ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System) 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 


51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easy  way  Space  Heater,  Models  CRL19 

CRN  17,  CSP27,  and  CSP19. 

1 59- 35- S  A— Easy  way  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CT-2 
CJ-21  and  C-2.  ’ 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA— Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA— Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

139-36-SA — Airtemp  Oil  Burner,  Models  A-6,  B-6  and 
C-6. 

142- 36-SA — Lochinvar  Oil  Burning  Unit. 

143- 36-SA — Lochinvar  Automatic  Oil  Burning  Water 

Heater. 

144- 36-SA — Herman  Nelson  Conversion  Oil  Burner. 

160-36-SA — Sealdheet  Oil  Burner,  Model  SH. 

176-36-SA — Homestead  Oil  Burner,  Model  E. 

184-36-SA — National  Devices  Oil  Burner  and  Pyrolene  Oil 

Burner. 

188-36-SA — Tri-Aire  Oil  Burner,  Models  C-3  and  C-7. 
191-36-SM — Carey  Rocktex  Insulating  Wool. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name .  . 

Street . . 

P.  o...„ . . 

My  Subscription  is  to  begin  with  the  issue  for . . . . . . .  1936. 
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This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  July  7,  1936,  at  10  A.  M., 
Affecting  Calendar  Numbers  90-36-BZ,  351-26-BZ,  155- 
36-BZ,  414-29-BZ,  88-36-BZ,  89-36-BZ,  94-36-BZ  and 
156-36-BZ. 

Minutes  of  Regular  Meeting,  July  7,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  26-36-BZ,  722-23- BZ,  328- 
34-BZ,  293-17-BZ,  70-36-BZ,  106-36-BZ,  215-32-BZ, 
196-36-A,  206-36- A,  27-36-A,  150-36-A,  173-36-A,  178- 
36-A,  195-36-A,  204-36-A,  200-36-A,  216-34-A,  161-36- 

A,  199-36-SA,  201 -36- S A,  202-36-SA,  117-34-SA,  1149- 
27-SA,  231-35-SA,  142-36-SA,  143-36-SA,  160-36-SA, 
298-33- S A  and  369-33-SA. 

Approved  Fuel  Oil  Pumps. 

Second  Quarterly  Report. 

Approved  Fireline  Hose  Valves. 

Rules  for  Refrigerating  Systems. 

Fire  Drill  Rules. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  July  13,  1936, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  September  14,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  July  8,  1936 
Cal.  No.  Department  Premises  Affected 

205-36-A . D.B.B . 99-105  Prospect  Park  South¬ 

west,  northwest  corner  of 
16th  street  (Block  5259,  Lot 
22),  Borough  of  Brooklyn 
Applic.  3277-36. 


206-36- A . D.B.B . 332-334  Pearl  street,  west  side, 

130  ft.  1  in.  north  of  Myrtle 
avenue  (Block  140,  Lots  25 
and  26),  Borough  of  Brook¬ 
lyn,  Applic.  7595-36. 


207-36-A . D.B.B . 454-458  Osborne  street,  west 

side,  140  ft.  south  of  River- 
dale  avenue  (Block  3604, 
Lot  32),  Borough  of  Brook¬ 
lyn, 

Applic.6616-36  and  Decision. 


208-36- A . D.B.M . 40-52  West  40th  street  and  35- 

39  West  39th  street  (Block 
841,  Lots  16,  18,  71,  75,  76 
and  78),  Borough  of  Man¬ 
hattan,  Applic.  1127-36  and 
N.  B.  54-36. 


209-36-A . D.B.B . 513-517  Ralph  avenue,  east  side, 

25  ft.  south  of  Park  place 
(Block  1466,  Lot  10),  Bor¬ 
ough  of  Brooklyn, 

Curb  Cut  Permit  A-26431. 


210-36-A . F.D . 505  Court  street,  south  side,  and 

188  Huntington  street  from 
Huntington  street  to  West 
9th  street  (Block  420,  Lot 
175),  Borough  of  Brooklyn, 
68445-L.C. 


21 1-36- A . F.D . 96  Beekman  street,  north  side. 

76  ft.  5  in.  east  of  Cliff 
street  (Block  98,  Lot  52), 
Borough  of  Manhattan, 

1819-L.C. 


Restored  to  Calendar 

117-34-SA . F.D . Carter  Oil  Burner  and  Central 

Oil  Burner,  Models  6X  and 
10X,  Appliance. 


1149-27-SA . F.D . Enterprise  Rotary  Fuel  Oil 

Burner,  Appliance. 

231-35-SA . F.D . Sealtite  Fill  Pipe  Terminal  for 

Gasoline,  Appliance. 


D.B.. . . 
H.D.. . . 
D.B.B.. 
D.B.M. 
D.B.Q.. 
D.B.R.. 
D.B.Bx, 
T.H.D.. 
B.B _ 


CODE 

. Department  of  Buildings 

. Health  Department 

..Department  of  Buildings,  Brooklyn 
Department  of  Buildings,  Manhattan 

- Department  of  Buildings,  Queens 

..Department  of  Buildings,  Richmond 

. Department  of  Buildings,  Bronx 

. Tenement  House  Department 

. Board  of  Buildings 


COURT  DECISIONS 

1525  Myrtle  Avenue  Realty  Co.  v.  Murdock — November  28,  1933, 
Board  denied  extension  of  existing  gasoline  service  sta- 
tion  from  unrestricted  to  business  district  under  sec¬ 
tions  7b  and  21;  Cal.  No.  233-33-BZ;  Premises  1517-1543 
Myrtle  Avenue,  Borough  of  Brooklyn.  Mr.  Justice 
Hallinan  dismissed  certiorari  (N.  Y.  L.  J.,  Dec.  15, 
1934).  Appellate  Division  reversed  Board  (N.  Y.  L.  J.’ 
June  15,  1935)  and  also  stated  “the  Superintendent  of 
Buildings  was  without  power  to  require  the  appellant 
to  construct  the  wall  in  question  on  its  property  on 
the  dividing  line  between  the  business  and  the  unre¬ 
stricted  district,  and  the  appellant  was  within  his  rights 
in  removing  it  without  the  superintendent’s  permis¬ 

sion.” 

*  *  * 

Cameron  v.  Murdock— On  March  24,  1936,  Board  affirmed  decision 
of  Commissioner  of  Buildings  revoking  letter-permit 

theretofore  issued  for  parking  or  storage  of  not  more 
than  five  cars,  on  the  ground  that  many  more  than 
five  cars  were  so  parked  and  stored,  contrary  to  the 
Zoning  Restrictions,  in  a  business  district.  Cal.  No. 
1-36-A,  Premises  1404-1414  East  New  York  Avenue, 
Borough  of  Brooklyn.  Justice  Lockwood  sustained 

Board  (N.  Y.  L.  J.,  July  3,  1936). 


212-36-BZ . D.B.M . 315-325  East  103rd  street,  north 

side,  250  ft.  west  of  First 
avenue  and  324-334  East 
104th  street  (Block  1675, 
part  of  Lot  11),  Borough  of 
Manhattan,  Applic.  95-36. 


213-36- A . D.B.M . 1775  Lexington  avenue  and  151 

East  110th  street,  northeast 
corner  (Block  1638,  Lot  23), 
Borough  of  Manhattan, 

Applic.  359-35. 


214-36-BZ . D.B.B . 1512-1524  Bath  avenue,  south¬ 

west  corner  of  Bay  10th 
street  (Block  6427,  part  of 
Lot  39),  Borough  of  Brook¬ 
lyn,  Applic.  3208-36. 


215-36-BZ . D.B.B . 188  Parkside  avenue,  south  side, 

81  ft.  I0y2  in.  east  of  Ocean 
avenue  and  198  Ocean  ave¬ 
nue  (Block  5054,  Lot  11), 
Borough  of  Brooklyn, 

Applic.  8085-36. 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .July  7,  1936 — Vol.  21,  No.  27 
Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932 — Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules .  Mar.  10,  1936 — Vol.  21,  No.  10 

Concrete  Rules  (Hydrated  Lime)... June  30,  1936 — Vol.  21,  No'.  26 

Elevator  rules  . Mar.  3,  1936— Vol.  21,  No.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935 — Vol.  20,  No  1 

Factory  Exit  Rules . Tune  4,  1935— Vol.  20,  No.  23 

Fire  Alarm  Rules  (Interior) . May  28,  1935 — Vol.  20,  No  22 

Fire  Drill  Rules  .  . July  14,  1936— Vol.  21,  No.  28 

Fire  Retarding  Rules  for  Garages, 

etC,inV'VV".—  ; . June  16,  1936— Vol.  21,  No.  24 

Fireproof  Wood,  Testing  of . Apr.  14,  1936— Vol.  21,  No.  15 

Frame  Garages  Ruling  for . Jan.  21,  1919— Vol.  4,  No.  3 

Gas  Shut-Off  Rules . Apr.  7,  1925— Vol.  10,  No.  14 

Hatchway  Protection  . Tune  5,  1928— Vol.  13,  No.  23 

Oil  Burner  Rules . . ......July  7,  1936— Vol.  21,  No.  27 

Paint,  Varnish  and  Lacquer  Spray- 

ing  Rules . Nov.  27,  1934 — Vol  19  No  48 

Platform  Trucks,  Specifications  for. May  26,  1936— Vol.  21,  No'  21 

Plumbing  Rules  . . June  30,  1936— Vol.  21,  No!  26 

Procedure,  Rules  of . Feb  25  1916 _ Vnl  91  o 

Refrigerating  Systems,  Extract  C.O.Tuly  14,’  1936— Vo/'  21  ’  No'  28 

Smoking  in  Factories,  Rules  for.... May  19’,  IWtPvol.  21,  No  20 

s.Td$£ i,“ g. » 

Structural  Alterations,  Reporting. ..  June  7'  1932 _ Vol  17’  No  21 

Tank  Trucks,  Fuel  Oil,  etc.. . .  .7. .  .May  26  1936-VoI  21  No 

Tank  Trucks,  Gasoline,  etc . Mav  26’  IQlfi  Vol  9i’  n  '  o! 

Wire  Glass  Rules  (Amendment  Jo  7  6’  1936~Vo1-  21>  N<>-  21 

Rule  505  of  Industrial  Code).. Apr.  10,  1923— Vol.  8,  No.  15 
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LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . July 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May- 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.May 

Fuel  Oil  Pumps . July 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . July 


S,  1935— Vol.  20,  No.  10 

14,  1936— Vol.  21,  No.  28 

5,  1936— Vol.  21,  No.  18 

26,  1936— Vol.  21,  No.  21 
19,  1936— Vol.  21,  No.  20 
14,  1936— Vol.  21,  No.  28 

26,  1935— Vol.  20,  No.  48 

7,  1936— Vol.  21,  No.  27 


CALL  OF  CLERK  S  CALENDAR 
MONDAY,  JULY  13,  1936,  AT  2  P.  M. 

Building  Zone  Case 

100-36-BZ. 

APPLICANT — The  MacMurray  Holding  Corporation,  for 
Blervie  Corporation,  owner. 

PREMISES — 135-137  West  51st  street,  north  side,  and  130- 
134  West  52nd  street,  south  side,  300  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  Nos.  13,  14, 
50,  51  and  52),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


JULY  14,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  July  14, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  65-27-BZ — Application  of  Dunnigan  and  Dusen- 
bury,  applicants,  on  behalf  of  Tree- 
verse  Realty  Corporation,  owner,  re¬ 
opened  June  9,  1936,  for  consideration 
of  an  amendment  to  the  resolution  of 
March  29,  1927,  to  permit  the  erection 
of  a  roof  sign — re  Application,  granted 
under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
south  side  of  West  Tremont  avenue, 
from  University  avenue  to  Andrews 
avenue  (Block  No.  2878,  Lot  No.  200 
and  part  of  Lot  No.  170),  Borough  of 
The  Bronx. 

cal.  no.  8-36-BZ — Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018, 
Lot  No.  1),  Jamaica,  Borough  of 
Queens. 


cal.  no.  117-36-BZ— Application,  May  1,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Samuels  and  Samuels,  applicants,  on 
behalf  of  William  H.  Hemmingway, 


owner,  to  permit  in  a  residence  use 
district  the  erection  and  maintenance 
of  a  business  building  (stores)  ;  prem¬ 
ises  7405-7411  Sixth  avenue,  east  side, 
32  ft.  south  of  74th  street  (Block  No. 
5932,  Lot  No.  12),  Borough  of  Brook¬ 
lyn. 


cal.  no.  23-36-BZ — Application,  February  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  B.  Ferguson,  applicant, 
on  behalf  of  Nonkwah  Realty  Cor¬ 
poration,  owner,  to  permit  in  a  busi¬ 
ness  use  district  the  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  247-259  West  54th 
street,  north  side,  79  ft.  6  in.  east  of 
Eighth  avenue  (Block  No.  1026,  Lot 
Nos.  ID,  5  and  8^4),  Borough  of  Man¬ 
hattan. 

cal.  no.  99-36-BZ — Application,  April  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Peter  Dinnella,  owner,  to 
permit  in  a  residence  use  and  also, 
partly  in  an  “F”  area  and  partly  in  a 
“C”  area  district,  the  erection  and 
maintenance  of  a  multiple  dwelling  not 
conforming  with  “F”  area  require¬ 
ments;  premises  84-14  Forest  parkway 
(83rd  street),  west  side,  91.60  ft.  south 
of  Park  lane  south  (Block  No.  12,  Lot 
Nos.  288,  325  and  327),  Forest  Hills, 
Borough  of  Queens. 


CAL.  no.  128-36-BZ— Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5.257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 


cal.  no.  153-36-BZ— Application,  May  23,  1936,  under  sec¬ 
tion  7c  of  the  building  zone  resolution, 
of  Abraham  N.  Horwitz,  applicant,  on 
behalf  of  West  End  Holding  Corpora¬ 
tion,  owner,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  an  un¬ 
restricted  use  district,  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  140-154  West  End  ave¬ 
nue,  east  side,  from  West  66th  street 
to  West  67th  street  (Block  No.  1158, 
Lot  Nos.  1,  2,  3,  4,  61,  62,  63  and  64), 
Borough  of  Manhattan. 


cal.  no.  98-36-BZ — Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Frank  H.  Vitolo,  applicant,  on  be¬ 
half  of  The  Hirsch  Trust  for  the 
benefit  of  Education  in  the  Ethical 
Culture  Schools,  owner,  Robert  D. 
Kohn,  trustee,  to  permit  in  a  residence 
use  district  the  extension  of  a  business 
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use;  premises  2939  West  29th  street, 
east  side,  320  ft.  south  of  Mermaid 
avenue  (Block  No.  7052,  Lot  Nos.  81 
and  82),  Borough  of  Brooklyn. 


118-36-BZ— Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  14,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

95-36- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

136-36-A — 127  Greene  street,  west  side,  170  ft.  north  of 
Prince  street  (Block  No.  514,  Lot  No.  31), 
Borough  of  Manhattan. 

210- 36-A — 188  Huntington  street  and  505  Court  street 

(Block  No.  420,  Lot  No.  175),  Borough  of 
Brooklyn. 

211- 36-A — 96  Beekman  street,  north  side,  76  ft.  5  in.  east 

of  Cliff  street  (Block  No.  98,  Lot  No.  52), 
Borough  of  Manhattan. 

132-36-A — 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No.  4598, 
Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 

163- 36-A  1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No.  1420, 
Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A — 4202-4230  New  Utrecht  avenue,  entire  block  10th 

avenue  to  New  Utrecht  avenue,  between  42nd 
street  and  43rd  street  (Block  No.  5596,  Lot  No. 
1),  Borough  of  Brooklyn. 

183-36-A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558,  Lot 
Nos.  7  and  10),  Borough  of  Manhattan. 

207-36-A — 454-458  Osborne  street,  west  side,  140  ft.  south 
of  Riverdale  avenue  (Block  No.  3604,  Lot  No. 
32),  Borough  of  Brooklyn. 

146-36- A — 228-232  West  52nd  street,  south  side,  103  ft.  11  yA 
in.  west  of  Broadway  (Block  No.  1023,  Lot 
Nos.  48,  49  and  49^),  Borough  of  Manhattan. 

169-36-A — 8401-8411  Ridge  boulevard  and  202-224  84th 
street,  southeast  corner  (Block  No.  6024,  Lot 
No.  6),  Borough  of  Brooklyn. 

197- 36-A — 2171  White  Plains  avenue,  west  side,  100  ft 

north  of  Lydig  avenue  (Block  No.  4317,  Lot 
No.  56),  Borough  of  The  Bronx. 

198- 36- A— 4498  Park  avenue  and  449  East  182nd  street 

northwest  corner  (Block  No.  3038,  Lot  No.  1)’ 
Borough  of  The  Bronx. 

205-36-A  99-105  Prospect  Park  Southwest,  northwest  cor¬ 
ner  of  16th  street  (Block  No.  5259,  Lot  No. 

22),  Borough  of  Brooklyn. 


CAL.  NO. 


i.  , 


209-36-A — 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

208-36-A  40-52  West  40th  street,  south  side,  275  ft.  east 
of  6th  avenue  and  35-39  West  39th  street 
(Block  No.  841,  Lot  Nos.  16,  75,  76,  78,  18  and 
71,  Borough  of  Manhattan. 

213-36-A— 1775  Lexington  avenue  and  151  East  110th  street 
northeast  corner  (Block  No.  1638,  Lot  No! 

23) ,  Borough  of  Manhattan. 

Variations  of  Labor  Law 

165-36-S — 6018-6022  18th  avenue,  west  side,  20  ft.  north 
of  61st  street  (Block  No.  5518,  Lot  No.  45), 
Borough  of  Brooklyn. 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 

24) ,  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
zone  resolution,  Tuesday  afternoon,  July 
14,  1936,  at  2  o  clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters,  excepting  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 


cal.  no.  92-36-BZ— Application,  April  6,  1936,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products,  Inc., 
owner,  to  permit  in  a  business  use 
district  the  parking  or  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
109-131  West  50th  street,  north  side 
and  110-130  West  51st  street,  south 
side,  105  ft.  west  of  Sixth  avenue 
(Block  No.  1003,  Lot  No.  17),  Bor¬ 
ough  of  Manhattan. 


CAL.  NO. 


Application,  April  21,  1936,  under  sec- 
tion  21  of  the  building  zone  resolution, 
of  John  Burke,  applicant,  on  behalf  of 
India  Wharf  Holding  Corporation, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a 
stone  and  monumental  works ;  prem¬ 
ises  1270-1274  McDonald  avenue,  west 
side,  440  ft.  south  of  Avenue  J  (Block 
Eo.  5483,  Lot  No.  29),  Borough  of 
Brooklyn. 


cal.  no.  174-36-BZ— Application,  June  9,  1936,  under  sec- 
tion  7h  of  the  building  zone  resolution, 
of  Szold  and  Brandwen,  applicants,  on 
behalf  of  New  York  Clothing  Cutters 
Centre,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  44-46  East  12th  street,  south 
side,  132  ft.  west  of  Broadway  (Block 
No.  563,  Lot  No.  28),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 
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196-36-A- 


JULY  16,  1936,  10  A.  M. 

SPECIAL  MEETING 
Appeals  from  Administrative  Orders 
-West  side  of  82nd  street,  179  ft.  4  in.  north  of 


/Vest  side  oi  oz,nu  miwi,  ^  “  oc\ 

37th  avenue  (Block  No.  1281,  Lot  No.  25), 
Jackson  Heights,  Borough  of  Queens. 

203-36-A — 1223  Bedford  avenue  and  7  Halsey  street,  north¬ 
east  corner  (Block  No.  1837,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 


JULY  17,  1936,  10  A.  M. 

SPECIAL  MEETING 


Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning  July  1/, 
1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter: 


garage  for  more  than  five  (5)  motor 
vehicles  (existing  garage  granted  by 
the  Board)  ;  premises  42-50  Love  Lane 
and  1-9  College  place,  northwest  cor¬ 
ner  (Block  No.  236,  Lot  No.  71),  Bor¬ 
ough  of  Brooklyn. 


CAL.  NO.  212-35-BZ— Application  of  Samuel  Gardstein,  ap¬ 
plicant,  on  behalf  of  Edwin  J.  Long, 
owner,  reopened  April  28,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  occupancy  of  a  plot  for  sale 
and  display  (parking  and  storage)  of 
more  than  five  (5)  new  and  used  mo¬ 
tor  vehicles  for  a  temporary  period  of 
two  (2)  years;  premises  6501-6507 
Fort  Hamilton  parkway  and  948-960 
65th  street,  southeast  corner  (Block 
No.  5750,  Lot  No.  42),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CAL.  NO 


72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 


HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  15,  1936,  2  P.  M. 

Appeals  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  15,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 


SEPTEMBER  15,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 


CAL.  NO. 


1305-25-BZ— Application  of  Henry  J.  Nunck,  ap¬ 
plicant,  on  behalf  of  Love  Lane  Auto¬ 
motive  Corporation,  owner,  reopened 
February  18,  1936,  under  sections  7a 
and  7e  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
alteration  and  extension  of  an  existing 


cal.  no.  26-36-BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  .  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book)  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JULY  7,  1936 

Present :  Chairman  Murdock,  Commrs.  Savage  and  Blum 
and  Assistant  Chief  Walsh. 

The  minutes  of  the  special  meeting  of  the  Board  held 
on  Friday  morning,  June  26,  1936;  the  minutes  of  the 
special  meeting  of  the  Board  held  on  Friday  afternoon, 
June  26,  1936;  and  the  minutes  of  the  regular  meeting  of 
the  Board  held  on  Tuesday  morning  June  30,  1936  and  the 
minutes  of  the  regular  meeting  held  Tuesday  afternoon, 
June  30,  1936,  were  approved  as  printed  in  Bulletin  No. 
27,  Vol.  XXI. 


BUILDING  ZONE  CASES 

90-36-BZ. 

APPLICANT — James  J.  Kearney,  for  Ludolph  Schneider, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 48-20  40th  street,  southwest 
corner  of  Greenpoint  avenue  (Block  No.  205,  Lot 
No.  25),  Sunnyside,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Ann  Houlihan,  Mabel  Corcoran, 
Edw.  J.  Madden,  Betty  Saks,  John  Araleian, 
Charles  Leo,  Catherine  McNeil  and  others. 
ACTION  OF  BOARD — Application  withdrawn  upon  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW: 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  . u 

351-26-BZ. 

APPLICANT  William  Walzer,  for  Surrey  Management 
Corporation,  new  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings),  under  sections  7b  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business  district 
the  extension  in  height  of  an  existing  building 
used  for  business  purposes  (stores)  previously 

TDOT7^T^aotef1J2r-ti?e^oard  (reopened  March  31,  1936). 
PREMISES  AFFECTED — 178-186  Parkside  avenue  and 
333-345  Ocean  avenue,  southeast  corner  (Block  No 

APPEARANCES-0'  ^  B°r0Ugh  of  Brooklyn- 

For  Applicant:  William  Walzer,  Saul  Goldsmith, 
and  Sandford  Fried. 

For  Opposition:  Frank  Weinstein,  Stanley  N  Ohl- 
baum  and  Paul  S.  Hitlin. 

BOARD— Application  denied. 

THE  VOTE  TO  GRANT: 

Affirmative  .  q 

Negative :  Chairman  Murdock,  Commission¬ 
er  ,,avage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . .  q 

THE  RESOLUTION— 

(351-26-BZ) 

Whereas,  this  application  affecting  premises  178-186 
Parkside  avenue  and  333-345  Ocean  avenue  southeast 
comer  (Block  No  5054,  Lot  No.  6),  BorougH  of  Brook^ 
for  a  variation  of  the  use  district  regulations  and  pernut- 

m 


ting  a  one-story  store  building,  was  granted  by  the  Board 
July  3,  1926;  and 

Whereas,  Saul  Goldsmith,  for  Edgemont  Realty  Corp., 
owner,  requested  a  reopening  of  the  case  to  permit  partly 
in  a  business  use  and  partly  in  a  residence  use  district  the 
extension  of  an  additional  story  in  height  of  the  store 
building,  the  additional  story  to  be  used  for  business  pur¬ 
poses;  and 

Whereas,  William  Walzer,  for  Surrey  Management 
Corporation,  new  owner,  was  substituted  for  Saul  Gold¬ 
smith  at  the  hearing;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  -Iu  y  ] '  1936,  after  due  notice  by  publication  in 
thc  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Parkside  avenue  is  in  a 
business  and  residence  district.  Ocean  avenue  is  in  a 
residence  district;  Woodruff  avenue  is  in  a  residence 
and  business  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  April  20,  1936  re  App.  No.  1930-1936,  reads: 

1  Existing  one-story  building  within  residential 
district  (with  small  portion  in  rear  within  business 
district)  may  not  be  increased  in  height  to  two  stories 
for  business  purposes,  same  being  in  violation  of  art. 
II,  sec.  3  and  sec.  6  (a)  of  Zone  Resolution” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
one  story  in  height,  with  a  frontage  of  81  ft.  11  in.  on 
Paikside  avenue  and  105  ft.  6  in.  on  Ocean  avenue,  now 
occupied  as  stores  It  is  proposed  to  add  an  additional 
story  to  this  building  to  be  occupied  for  business  uses1 
an  irregular  area  at  the  southeasterly  portion  of  the  build- 

mg  *s  !°Cat,ed  tbe  business  district  and  the  remainder 
of  the  building  is  in  the  residence  district;  and 

hereas,  a  committee  of  the  Board  inspected  the  prem¬ 
ises  under  appeal,  so  as  to  be  informed  prior  to  this 
hearing;  and 

^rEuEAr5’  tte  Board  deems  that  the  applicant  did  not 
establish  his  basis  of  appeal  as  to  practical  difficulties 
ana  unnecessary  hardships  under  section  21  that  whatever 
practical  difficulties  or  unnecessary  hardship  existed  when 
the  appeal  was  previously  before  the  Board  for  variance 
was  adequately  compensated  for  by  the  permission  granted 
to  erect  a  one-story  business  building  which,  with  no  rec¬ 
ord  to  the  contrary  is  financially  successful  and  that  to 
permit  an  additional  story  to  increase  the  income  to  the 
detnment  of  others  is  unwarranted:  that  for  these  rea¬ 
sons  and  the  objections  raised  by  adjoining  owners  par- 
ticulady  the  adjoining  apartment  house  owner,  the  appeal 
should  be  denied  and  that  the  board  would  not  be  iusti- 
fied  in  using  its  discretion  under  section  7,  subdiv  B 

tHaS  dtcisi.on  of  the  Commissioner  of 
i  1  clings  be  and  it  hereby  is  affirmed  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


155-36-BZ. 

APPLICANT— Tobias  Goldstone,  for  Herap  Propertie 
CTT_  Bjc  and  Simon  Holland,  owners. 

SUBJECT— Application  (re  decision  of  the  commission, 
of  buildings)  under  section  7c  of  the  building  zor 
resolution,  to  permit  the  extension,  from  an  unn 
stricted  use  district  into  a  business  use  district  c 

PDnnctreX1i3rStrudura'  iron  works. 

PREMISES  AFFECTED — 258-280  Lott  avenue,  540-5! 
P-nristopher  avenue,  southwest  corner  and  821-8' 

ttalnUe4«UTtheav  Corner  o£  Lott  avenr 
oP  Brooklyn  '  *  N°'  10  and  17)’  Boro“S 

APPEARANCES— 

For  Applicant:  Stuart  M.  Miller  and  Tobias  Golc 
stone. 


MINUTES 


For  Opposition:  Morris  K.  Siegel  and  others. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(155-36-BZ) 

Whereas,  Tobias  Holdstone,  for  Herap  Properties,  Inc., 
and  Simon  Holland,  owners,  filed  May  27,  1936,  an  appli¬ 
cation  under  the  building  zone  resolution  to  permit  the 
extension  from  an  unrestricted  use  district  in  a  business 
use  district  of  an  existing  structural  iron  works ;  prem¬ 
ises :  258-280  Lott  avenue,  540-554  -Christopher  avenue, 
southwest  corner,  and  821-835  Stone  avenue,  southeast 
corner  of  Lott  avenue  (Block  No.  3855,  Lot  Nos.  10  and 
17),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lott  avenue  is  an  unre¬ 
stricted  and  business  district;  Christopher  avenue  is  in 
a  business  and  unrestricted  district  and  Stone  avenue  is 
in  an  unrestricted  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  May  11,  1936,  Plan  No.  6353-1936,  reads: 

“1.  Proposed  extension  of  a  prohibited  use — Iron 
works — from  an  unrestricted  into  a  business  use  dis¬ 
trict  is  contrary  to  art.  II,  sec.  4a  (19)  of  the  Building 
Zone  Resolution.’ 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  200  ft.  and  a  depth  of  140  ft.  on 
Christopher  avenue  and  on  Stone  avenue;  the  east  half 
of  the  plot  is  in  a  business  district  and  the  west  half  is 
in  an  unrestricted  use  district.  The  west  half  of  the 
plot  is  developed  with  a  structural  iron  fabricating  works. 
Proposed  to  extend  this  use  over  the  entire  plot.  There  is 
a  building  and  a  traveling  crane  located  on  the  west  half  of 
the  plot ;  it  is  proposed  to  extend  this  building  and  also 
the  crane  over  the  east  half  of  the  plot;  part  of  the  pro¬ 
posed  building  to  be  occupied  as  a  three-car  garage,  40  ft. 
by  30  ft.  in  area ;  and 

Whereas,  there  is  a  considerable  question  as  to  whether 
the  proposed  use  is  excluded  in  a  business  use  district 
under  section  4A-19  in  as  much  as  the  proposed  use  is  for 
fabricating  of  steel  only  and  not  a  foundry  nor  a  blast 
furnace  and  a  steel  rolling  mill ;  and 

Whereas,  the  objection  of  the  Commissioner  of  Build¬ 
ings  is  not  based  under  section  4B  on  the  ground  of  noise; 
and 

Whereas,  it  is  proposed  to  use  the  plot  for  uses  which 
are  conforming  in  a  business  district  namely  storing  of 
steel  beams  and  a  private  garage  intended  solely  for  hous¬ 
ing  motor  vehicles  used  in  the  business  and  the  only 
ground  for  objection  is  that  the  premises  are  to  he  used 
as  accessory  to  the  existing  fabricating  plant  which  is 
located  in  an  unrestricted  use  district  and  is  there  by 
right  and  should  be  permitted  to  expand  with  reason?^ 
safeguards  to  protect  the  adjacent  premises  zoned  for 
business  uses;  and 

Whereas,  except  for  a  portion  of  Christopher  avenue 
the  surrounding  area  for  several  blocks  on  all  sides  is 
zoned  for  unrestricted  uses;  and 

Whereas,  a  committee  of  the  Board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises; 
and 

Whereas,  the  Board  deemed  that  the  proposed  use 
should  be  granted  under  proper  safeguarding  conditions 
and  that  granting  a  variance  in  view  of  the  substantially 


conforming  nature  of  the  proposed  use  would  be  a  proper 
exercise  of  power  under  section  7 C 
Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  Building  Zone  Resolution, 
and  that  the  application  be  and  it  hereby  is  granted  under 
section  7-c  to  permit  the  plot  under  appeal  to  be  used  as 
an  extension  of  the  structural  iron  fabricating  works  now 
occupying  the  adjoining  Lot  10  to  the  west  in  an  unre¬ 
stricted  district;  on  condition  that  the  fabrication  of  steel 
shall  be  exclusively  restricted  to  Lot  10;  that  no  riveting 
shall  be  carried  on  in  the  premises  under  appeal  and  that 
in  the  adjoining  premises  now  occupied  on  Lot  10  the 
riveting  shall  be  done  within  a  roofed  enclosure  to  reduce 
the  objectionable  noise;  that  the  building  in  which  the  ex¬ 
tension  of  the  crane  is  proposed  to  be  erected  shall  be 

completely  roofed  over  and  shall  be  completely  enclosed 

with  brick  walls  on  the  Lott  avenue  and  Christopher  ave¬ 
nue  sides  and  with  brick  or  metal  on  the  lot  side ;  that 
there  shall  be  a  wall  not  less  than  20  ft.  high  erected  be¬ 
tween  this  proposed  crane  building  and  the  proposed  pri¬ 
vate  garage  building  as  permitted  in  a  business  use  dis¬ 
trict  along  the  Christopher  avenue  building  line ;  that  any 

opening  in  this  wall  shall  be  not  over  12  ft.  in  width  and 
shall  be  protected  with  solid  gates  that  shall  be  closed  at 
all  times  except  while  trucks  are  entering  or  leaving  the 
premises ;  that  any  gate  to  Lott  avenue  from  the  premises 
under  appeal  shall  have  similar  solid  doors,  kept  closed  ex¬ 
cept  when  trucks  are  entering  or  leaving  the  premises; 
that  along  Lott  avenue  in  front  of  the  present  premises 
on  Lot  10  the  crane  building  shall  be  enclosed  for  the 
full  height  with  heavy  sheet  metal  and  roofed  over ;  that 
the  structural  steel  crane  shall  be  so  constructed  as  to 
be  operated  with  as  little  amount  of  noise  as  possible ; 
that  no  material  shall  be  stored  beyond  the  building  line 
of  the  premises;  that  complete  plans  shall  be  submitted 
and  approved  by  the  Chairman  in  behalf  of  the  board 
before  same  are  filed  with  the  Commissioner  of  Build¬ 
ings  ;  and  that  this  variance  shall  continue  only  so  long 
as  conditions  as  herein  set  forth  are  complied  with. 


414-29-BZ. 

APPLICANT — Stella  Cofer  Sartor,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  reopened  June  9,  1936,  .under  section 
21  of  the  building  zone  resolution,  to  permit 
partly  in  a  residence  use  district  and  partly  in  a 
business  use  district  the  parking  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — 970-978  Nostrand  avenue, 
northwest  corner  of  Sullivan  place  (Block  No. 
1305,  Lot  Nos.  46,  47,  48  and  50),  Borough  of 
Brooklyn. 

APPEARANCES— 

for  Applicant :  Stella  Cofer  Sartor,  and  Harry  J. 
Appel. 

For  Opposition:  Isaac  Siegmeister,  Philip  Finkel- 
stein,  Moe  Rosenblum,  Lillian  M.  Lowenfeld, 
Harold  W.  Conroy  and  Philip  E.  Semel. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(414-29-BZ) 

Whereas,  this  application  to  permit  partly  in  a  resi¬ 
dence  use  district  and  partly  in  a  business  use  district  the 
erection  and  maintenance  of  a  two-story  parage  for  more 
than  five  motor  vehicles;  premises:  970-978  Nostrand  ave¬ 
nue,  northwest  corner  of  Sullivan  place  (Block  No.  1305, 
Lot  Nos.  46,  47,  48  and  50),  Borough  of  Brooklyn,  was 


851 


MINUTES 


granted  by  the  Board  for  the  business  use  portion  of  the 
plot ;  and 

Whereas,  the  garage  was  not  erected  and  the  permit  to 
erect  same  has  expired  by  limitation;  and 

Whereas,  the  owner  requested  a  reopening  of  the  ap¬ 
plication  to  permit  partly  in  a  residence  use  and  partly  in 
a  business  use  district  the  parking  and  storage  of  more 
than  five  motor  vehicles ;  and 

Whereas,  the  application  was  reopened  June  9,  1936; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Nostrand  avenue  is  in  a  busi¬ 
ness  district ;  Sullivan  place  is  in  a  residence  district  and 
Montgomery  street  is  in  a  business  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  June  12,  1936  (re  App.  No.  6862-1936) 
reads : 

“Proposition  to  park  more  than  five  cars  on  prem¬ 
ises  located  partly  in  a  business  and  residence  district 
contrary  to  Building  Zone  Resolution,  articles  1  and 
2,  section  4.  Therefore  application  disapproved.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  with 
a  frontage  of  100  ft.  8 in.  on  Sullivan  place,  75  ft.  5  in. 
on  Nostrand  avenue  and  an  irregular  depth  of  approxi¬ 
mately  137  ft.  on  which  there  is  located  a  frame  residence; 
it  is  proposed  to  use  the  vacant  portion  of  the  plot  for 
the  parking  and  storage  of  more  than  five  motor  vehicles ; 
and 

Whereas,  the  Board  had  previously  granted  a  zoning 
variance  on  the  portion  of  this  plot  within  the  business 
zone  for  a  garage  having  previously  granted  variances 
for  garages  adjoining  and  across  Nostrand  avenue,  which 
are  now  in  operation ;  and 

Whereas,  the  owner  on  each  occasion  opposed  the 
granting  of  the  garages  adjoining  and  opposite  and  is  now 
suffering  hardship  due  to  their  erection  and  is  entitled  to 
temporary  relief ;  and 

Whereas,  the  appeal  cannot  be  considered  under  section 
7-H  because  the  premises  are  not  vacant  and  unbuilt  upon ; 
and 

Whereas,  a  committee  of  the  Board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises; 
and 

Whereas,  the  Board  deemed  that  applicant  had  sub¬ 
stantiated  her  basis  of  appeal  under  section  21  of  the  Build¬ 
ing  Zone  Resolution  and  was,  therefore  entitled  to  tempo¬ 
rary  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  Building  Zone  Resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21  for  a  temporary  permit  of  two  years  to  permit 
a  limited  parking  of  automobiles  on  the  premises  under 
appeal  within  the  portion  zoned  for  business  use  on  con¬ 
dition  that  the  building  on  the  premises  shall  not  be  re¬ 
moved  during  the  time  that  this  automobile  parking  per¬ 
mission  is  in  force ;  that  the  control  of  the  parking  lot 
shall  be  immediately  under  the  supervision  of  the  owner 
of  the  premises;  that  the  number  of  cars  to  be  parked 
on  the  premises  shall  not  exceed  30  and  that  no  cars  shall 
be  parked  or  stored  other  than  those  that  are  capable  of 
being  operated ;  that  the  entrance  shall  be  restricted  to 
one  entrance,  namely,  the  existing  entrance  from  Sulli¬ 
van  place;  that  the  fence  shall1  be  maintained  on  the  build¬ 
ing  line :  that  other  than  parking  herein  permitted  no  other 
use  shall  be  made  of  the  premises  other  than  a  conform¬ 
ing  use  during  the  time  that  this  permit  for  variation  is  in 
effect;  that  no  lights  for  illumination  shall  be  installed 
on  the  premises  and  no  signs  erected. 


88-36-BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  motor  vehicle  re¬ 
pair  shop  (for  the  testing  of  brakes)  on  an  exist¬ 
ing  gasoline  service  station. 

PREMISES  AFFECTED— 3170-3178  Broadway  and  28-34 
Tieman  place,  southeast  corner  (Block  No.  1981, 
Lot  No.  65),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Arthur  H.  Haaren,  Robert  Calder 
and  others. 

For  Opposition  :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION— 

(88-36-BZ) 

Whereas,  Arthur  H  Haaren,  for  Kesbec.  Inc.,  owner, 
filed  April  6,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  use  district  the  erection 
and  maintenance  of  a  motor  vehicle  reuair  shop  (for  the 
testing  of  brakes  on  an  existing  gasoline  service  station; 
premises:  3170-3178  Broadway  and  28-34  Tieman  place, 
southeast  corner  (Block  No.  1981,  Lot  No.  65),  Borough  of 
Manhattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
and  unrestricted  district;  Tieman  place  is  in  a  business, 
unrestricted  and  residence  district;  West  125th  street  is 
in  an  unrestricted  district  and  Moylan  place  is  in  a  busi¬ 
ness  and  unrestricted  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  April  30,  1936,  reads: 

“Answering  your  letter  of  April  30th,  1936,  rela¬ 
tive  to  the  above  premises,  we  beg  to  advise  you  that 
these  premises  are  located  in  a  business  district  where 
automobile  repair  shops  for  the  testing  of  brakes  are 
prohibited. 

Regarding  question  2,  you  are  advised  that  the 
question  of  location  of  the  tanks  will  be  decided  by 
the  Building  Department.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  100  ft.  on  Broadway  and  100  ft.  on 
Tieman  place.  Upon  the  plot  there  is  located  a  gasoline- 
service  station  established  prior  to  1925;  a  one-story  build¬ 
ing  (on  northeast  corner  of  plot)  :  use  of  said  building 
for  minor  repairs  granted  by  the  Board  under  Cal.  1455- 
24-BZ ;  also  located  on  the  plot  are  several  other  metal 
and  frame  structures.  It  is  proposed  to  remove  some  of 
these  structures  and  to  erect  upon  the  northeast  corner  of 
the  plot  a  one-story  building  49  ft.  10  in.  by  46  ft.  1  in.  in 
area  to  be  used  for  the  inspection,  relining  and  repair  of 
automobile  brakes.  The  remainder  of  the  plot  to  be  used 
as  a  gasoline  service  station  and  accessory  uses;  and 
Whereas,  a  gasoline  service  station  existed  prior  to 
1925  on  these  premises,  and  automobile  repairing  existed 
by  virtue  of  this  Board’s  action,  and  the  removal  of  old 
buildings  and  replacement  with  new  buildings  will  be  an 
improvement ;  that  the  repairing  now  proposed  will  be 
limited  to  brake-testing  onlv.  which,  while  declared  bv 
court  action  (in  matter  of  Kesbec,  Inc.  v.  Reville,  N.  Y. 
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L.  J.,  Dec.  7,  1935)  to  be  repairing,  is  not  as  objectionable 
as  the  usual  repair  shop ;  and 

Whereas,  a  committee  of  the  Board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises 
on  July  2,  1936;  and 

Whereas,  the  Board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  21  of  the 
Building  Zone  Resolution  and  was,  therefore  entitled  to 
relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation,  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  Building  Zone  Resolution,  and 
that  the  application  be  and  it  hereby  is  granted,  permitting 
the  rearrangement  of  the  existing  gasoline  station  and 
automobile  repair  shop,  as  indicated  on  plans  filed  with 
this  appeal,  on  condition  that  all  existing  open  greasing 
pits  and  buildings  shall  be  removed  other  than  the  pres¬ 
ent  office  building;  that  the  proposed  accessory  building 
shall  be  constructed  as  indicated  with  openings  to  Tieman 
place  for  access  to  the  greasing  lifts ;  that  this  building 
shall  be  constructed  of  fireproof  materials  except  that 
the  roof  beams,  roof  boarding  and  exterior  doors  may  be 
made  of  wood  on  condition  that  the  ceiling  is  fire-retarded 
throughout  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals ;  that  the  room  for  heating  shall 
be  separated  from  the  balance  of  the  accessory  building 
by  fireproof  construction  and  the  boiler  room  enterable 
only  from  the  exterior  of  the  building;  that  the  automo¬ 
bile  repairing  shall  be  restricted  to  the  operation  of  two 
brake  testing  machines  located  at  the  rear  of  the  acces¬ 
sory  building,  as  indicated  on  plans  filed  with  this  appeal : 
that  the  entire  plot,  where  not  covered  by  accessory  build¬ 
ings  shall  be  cement  paved ;  that  the  present  gasoline 
pumps  shall  be  removed  and  pumps  installed  so  that  no 
pump  is  nearer  than  10  ft.  to  either  street  building  line ; 
that  the  curb  cuts  to  Broadway  shall  not  exceed  those 
now  existing;  that  there  shall  be  erected  on  the  south¬ 
erly  interior  lot  line  and  easterly  interior  lot  line,  where 
not  covered  by  accessory  buildings  a  wall  not  less  than  7 
ft.  in  height  of  face  brick  or  architectural1  terra  cotta  or 
brick  stuccoed ;  that  no  portable  gasoline  pumps  shall  be 
used  on  or  from  the  premises ;  that  no  signs  shall  be  per¬ 
mitted  other  than  the  illuminated  globes  of  the  pumps 
and  permanent  signs  attached  to  the  accessory  buildings ; 
that  lights  for  illumination  shall  be  by  means  of  post 
standards  with  metal  reflectors  arranged  to  reflect  down¬ 
wardly;  that  plans  shall  be  submitted  and  approved  by 
the  Chairman  on  behalf  of  the  Board  prior  to  same  being 
filed  with  the  Commissioner  of  Buildings;  and  all  work 
completed  within  one  year  after  approval  of  plans. 


89-36-BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a  mo¬ 
tor  vehicle  repair  shop  (for  the  testing  of  brakes) 
on  an  existing  gasoline  service  station. 

PREMISES  AFFECTED — -2409  Jerome  avenue,  west  side, 
275  ft.  north  of  West  184th  street,  (Block  No. 
3199,  Lot  No.  106),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Arthur  H.  Haaren,  Robert  Calder 
and  others. 

For  Opposition :  August  Kuhn  and  Max  Schorr. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(89-36-BZ) 

Whereas,  Arthur  H.  Haaren,  for  Kesbec,  Inc.,  owner, 
filed  April  6,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  use  district  the  erection 
and  maintenance  of  a  motor  vehicle  repair  shop  (for  the 
testing  of  brakes)  on  an  existing  gasoline  service  station; 
premises:  2409  Jerome  avenue,  west  side,  275  ft.  north  of 
West  184th  street  (Block  No.  3199,  Lot  No.  106),  Borough 
of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  in  a  busi¬ 
ness  district;  Fordham  road  is  in  a  business  district; 
Davidson  avenue  is  in  a  residence  and  business  district 
and  184th  street  is  in  a  residence  and  business  district; 
and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  April  21,  1936,  reads: 

“In  reply  to  your  letter  of  April  16,  1936,  in  refer¬ 
ence  to  application  of  Kesbec,  Inc.,  for  a  permit  to 
erect  a  brake  service  station  at  2409  Jerome  avenue, 
in  the  Borough  of  The  Bronx,  and  on  appeal  before 
the  Board  of  Standards  and  Appeals  under  Cal.  No. 
89-36-BZ,  Building  Department  Alt.  119-35,  you  are 
advised  that  the  disapproval  of  the  application  as  a 
brake  service  station  would  include  and  is  hereby 
disapproved  as  a  repair  shop  for  the  purpose  of  test¬ 
ing,  adjusting  and  relining  brakes,  etc.,  prohibited 
in  a  business  district  under  the  provisions  of  the 
Building  Zone  Resolution. 

As  to  the  question  of  the  relocation  of  the  pumps 
in  gasoline  station  on  premises  I  find  that  the  gaso¬ 
line  station  was  in  existence  before  the  Building  Zone 
Resolution  was  amended  in  1925,  prohibiting  gasoline 
stations  in  business  districts  and  also  before  the  is¬ 
suance  of  orders  by  the  Borough  President  of  The 
Bronx  requiring  that  the  pumps  be  set  back  from 
the  front  building  line  of  premises.  As  this  order 
was  not  retroactive  there  is  no  necessity  for  any  ac¬ 
tion  as  to  the  location  of  the  pumps  by  this  Depart¬ 
ment  before  the  appeal  is  taken  up  for  consideration 
by  the  Board  of  Standards  and  Appeals.” 

and 

Whereas,  the  premises  consist  cf  a  plot  of  ground 
having  a  frontage  of  127  ft.  and  a  depth  of  100  ft.,  upon 
which  there  is  located  a  gasoline  service  station,  estab¬ 
lished  prior  to  1925 ;  there  is  also  located  on  the  rear  of 
the  plot  a  one-story  office,  car  washing  and  greasing  struc¬ 
ture,  75  ft.  by  25  ft.  in  area ;  this  building  is  to  remain ; 
it  is  proposed  to  erect  on  the  north  portion  of  the  plot  a 
one-story  building,  78  ft.  9  in.  by  40  ft  7  in.,  irregular 
in  area,  to  be  used  for  the  inspection,  relining  and  repair¬ 
ing  of  automobile  brakes;  the  remainder  of  the  plot  to  be 
used  as  a  gasoline  service  station.  Applicant  proposes  to 
re-locate  the  pumps  as  shown  on  filed  plans ;  and 

Whereas,  a  gasoline  service  station  existed  prior  to 
1925  on  the  premises,  the  removal  of  old  buildings  and 
replacement  with  new  buildiners  will  be  an  improvement; 
the  repairing  now  proposed  will1  be  limited  to  brake-testing 
only,  which  while  declared  by  court  action  (in  matter  of 
Kesbec,  Inc.  v.  Reville.  N.  Y.  L.  J.,  Dec.  7,  1935)  to  be 
repairing,  is  not  as  objectionable  as  the  usual  repair  shop; 
and 

Whereas,  a  committee  of  the  Board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises  on 
July  2,  1936;  and 

Whereas,  the  applicant  amended  his  application  at  the 
hearings  to  include  section  7(c);  and 

Whereas,  the  Board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  sections  21  and' 7(c)  of 
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the  Building  Zone  Resolution  as  to  additional  use  and 
was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  Building  Zone  Resolution 
and  that  the  application  be  and  it  hereby  is  granted,  per¬ 
mitting  the  site  under  appeal  to  be  rearranged,  as  indi¬ 
cated  on  plans  filed  with  this  appeal,  and  for  the  erection 
of  additional  accessory  building  for  the  housing  of  ma¬ 
chines  and  for  brake  testing,  on  condition  that  this  acces¬ 
sory  building  shall  not  exceed  one-story  in  height  and  shal' 
be  constructed  of  fireproof  materials  except  the  roof 
beams,  roof  boardings  and  doors  may  be  of  wood,  pro¬ 
vided  the  ceilings  throughout  are  fire-retarded  in  accord¬ 
ance  with  the  rules  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  that  the  entire  premises,  where  not  occupied  by 
existing  and  proposed  buildings  shall  be  cement  paved; 
that  there  shall  be  a  wall  constructed  on  the  southerly  lot 
line  separating  the  existing  gasoline  station  occupying  a 
frontage  of  126.74  ft.  from  the  adjoining  lot,  No.  113; 
that  this  wall  shall  be  not  less  than  7  ft  in  height,  con¬ 
structed  of  masonry;  that  there  shall  be  a  wall  facing, 
constructed  on  the  northerly  building  line,  where  walls 
of  accessory  buildings  do  not  occur;  that  this  proposed 
accessory  building  and  facing  of  walls  shall  be  built  of 
face  brick  or  glazed  terra  cotta  or  brick  stuccoed  abovp 
a  height  of  3  ft.  above  the  curb;  that  no  curb  cuts  shall 
be  constructed  other  than  those  now  existing;  that  any 
present  gasoline  pumps  within  less  than  15  ft.  of  the 
building  line  of  Jerome  avenue  shall  be  removed  and  no 
gasoline  pumps  installed  within  15  ft.  of  such  building 
line;  that  there  shall  be  erected  on  the  building  line  a 
concrete  curb  not  less  than  12  in.  in  width  and  not  less 
than  5  in.  in  height  with  rounded  top  continuously  except 
for  entrances  not  exceeding  30  ft.  each;  that  no  en¬ 
trance  shall  be  nearer  than  10  ft.  to  either  side  lot 
line;  that  such  curb  shall  be  25  ft.  in  length  between 
the  two  entrances;  that  no  portable  gasoline  pumps 
shall  be  used  on  or  from  the  premises  and  automo¬ 
bile  repairing  shall  be  restricted  to  the  two  machines 
indicated  for  brake  testing;  that  lights  for  illumina¬ 
tion  shall  be  limited  to  pipe  standards  with  lights  hav¬ 
ing  metallic  reflectors;  that  signs  shall  be  limited  to 
the  illuminated  globes  of  the  pumps  and  to  permanent 
signs  attached  to  the  accessory  buildings,  prohibiting  all 
roof  signs  and  signs  of  a  temporary  nature,  but  permit¬ 
ting  one  post  standard  to  be  erected  within  the  building 
line  supporting  a  sign  which  may  be  illuminated,  adver¬ 
tising  the  brand  of  gasoline  on  sale  only,  provided  such 
sign  does  not  extend  beyond  the  building  line  for  a  dis¬ 
tance  of  more  than  4  ft.;  that  plans  shall  be  submitted 
and  approved  by  the  Chairman  in  behalf  of  the  Bo?rd, 
as  complying  with  this  resolution,  prior  to  same  being 
filed  with  the  Commissioner  of  Buildings  ;  that  such  plans 
shall  be  filed  within  four  months  from  the  date  of  this 
action  and  all  work  completed  within  one  year  after  ap¬ 
proval  of  plans. 


94-36-BZ. 

APPLICANT — Delson,  Levin  &  Gordon,  for  Absar  Realty 
Company,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district,  the  al¬ 
teration  and  charige  of  occupancy  of  part  of  an 
existing  building  from  residence  to  business  use 
(stores)  and,  also,  the  erection  of  a  small  exten¬ 
sion  for  store  use. 

PREMISES  AFFECTED — 901  Walton  avenue,  west  side, 
63.40  ft.  north  of  East  161st  street  (Block  No. 
2476,  Lot  No.  91),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Cyrus  Gordon  and  Charles  Kreym- 
borg. 


For  Opposition :  Louis  L.  Schwartz,  M.  S.  Hoff¬ 
man  and  L.  C.  Squire,  Department  of  Parks. 
ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 

ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(94-36-BZ) 

Whereas,  Dolson,  Levin  and  Gordon,  for  Absar  Realty 
Company,  Inc.,  owner,  filed  April  10,  1936,  an  application 
under  the  building  zone  resolution  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use  district 
the  alteration  and  change  of  occupancy  of  part  of  an 
existing  building  from  residence  to  business  use  (stores) 
and  also,  the  erection  of  a  small  extension  for  store  use ; 
premises  :  901  Walton  avenue,  west  side,  63.40  ft.  north  of 
East  161st  street  (Block  No.  2476,  Lot  No.  91),  Borough  of 
The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Walton  avenue  is  in  a  resi¬ 
dence  and  business  district ;  Grand  Concourse  is  in  a  resi¬ 
dence  and  business  district;  Gerard  avenue  is  in  a  resi¬ 
dence  and  business  district  and  East  161st  street  is  in  a 
business  district ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  March  11,  1936,  re  Application  No.  118-1936, 

reads : 

“1  Proposed  extension,  alteration  and  conversion 
of  portion  of  existing  multiple  dwelling  located  partly 
in  business  district  and  partly  in  residence  district 
to  be  occupied  for  business  uses  (stores)  is  contrary 
to  provisions  of  building  zone  resolution.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
six  (6)  stories  in  height,  with  a  frontage  of  143  ft.  and  a 
depth  of  130  ft.,  occupied  as  a  multiple  dwelling.  It  is 
proposed  to  alter  and  change  the  occupancy  of  the  first 
story  of  the  south  wing  which  has  a  frontage  of  50  ft.  of 
the  existing  apartment  house  from  dwelling  to  store  use; 
proposed  also  to  occupy  the  front  portion  (for  a  depth 
of  68  ft.  6  in.)  of  the  existing  southerly  7-ft.  wide  court 
for  store  purposes.  The  south  portion  of  the  plot  in 
question  extends  into  the  business  district  for  a  distance 
of  36.6  ft.  (this  distance  includes  the  existing  7-ft.  wide 
court)  and  the  remainder  of  the  olot  is  in  the  residence 
district.  The  proposed  stores  will  have  a  frontage  of  36.6 
ft.  in  the  business  district  and  extend  20.4  ft.  into  the 
residence  district;  and 

Whereas,  the  premises  in  question  were  inspected  by 
a  committee  of  the  Board  prior  to  the  hearing,  so  that  the 
Board  might  be  informed  at  the  hearing;  and 

Whereas,  the  Board  deems  that  the  applicant  did  not 
establish  his  basis  of  appeal  under  section  21  of  the  build¬ 
ing  zone  resolution,  practical  difficulties  and  unnecessary 
hardship. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed  and  that  the  appeal 
be  and  it  hereby  is  denied. 


156-36-BZ. 

APPLICANT — Joseph  B.  Lynch,  for  Colonial  Beacon  Oil 
Co.,  Inc.,  lessee  (long  term  lease). 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
extension  in  area  of  an  existing  gasoline  service 
station. 
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PREMISES  AFFECTED— 1932-1938  Coney  Island  avenue 
and  1011-1019  Avenue  P,  northwest  corner  (Block 
No.  6617,  Lot  No.  45),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  B.  Lynch. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum .  3 

Negative  .  0 

Absent :  Assistant  Chief  Walsh .  1 

THE  RESOLUTION— 

(156-36-BZ) 

Whereas,  Joseph  B.  Lynch,  for  Colonial  Beacon  Oil 
Co.,  Inc.,  lessee  (long  term  lease),  filed  May  27,  1936, 
an  application  under  the  building  zone  resolution  to  per¬ 
mit  in  a  business  use  district  the  extension  in  area  of 
an  existing  gasoline  service  station;  premises:  1932-1938 

Coney  Is’and  avenue  and  1011-1019  Avenue  P,  northwest 
corner  (Brick  No.  6617,  Lot  No.  45),  Borough  of  Brook¬ 
lyn  ; and  ... 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Coney  Island  avenue  is  in 
a  business  district;  East  10th  street  is  in  a  residence  dis¬ 
trict  and  Avenue  P  is  in  a  residence  and  business  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  May  13,  1936,  re  App.  No.  6423-1936,  reads: 

“Proposed  extension  to  existing  gasoline  service 
station  is  contrary  to  art.  II,  sec.  4,  subdiv.  46  of  the 
Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  80  ft.  on  Coney  Island  avenue  and  100 
ft  on  Avenue  P.  On  the  plot  there  is  located  an  existing 
one-story  five-car  garage  and  accessory  store,  40  ft.  by 
40  ft.  in  area;  a  one-story  concrete  block  garage,  24  ft. 
8  in.  in  area;  a  one-story  frame  office  and  store,  23  ft.  3 
in.  by  17  ft.  6  in.  in  area— Certificates  of  Occupancy  for 
these  structures  have  been  filed.  On  the  northeast  corner 
of  the  plot  there  are  lubricating  pits;  the  south  portion  of 
the  plot,  having  a  frontage  of  100  ft.  on  Avenue  P  ,and 
a  frontage  of  40  ft.  on  Coney  Island  avenue,  is  legally 
used  as  a  gasoline  service  station.  This  gas  station  was 
established  in  1921.  It  is  proposed  to  alter  and  remodel 
the  structures  now  on  the  plot  so  as  to  form  a  one-story 
structure,  approximately  60  ft.  by  40  ft  in  area ;  proposes 
to  re-locate  the  grease  pits  into  the  remodeled  structure; 
proposes  to  re-locate  the  pumps,  install  three  additional 
550-gallon  gasoline  tanks  and  to  occupy  the  vacant  portion 
of  the  entire  plot  as  a  gasoline  service  station  ;  and 

Whereas,  the  gasoline  station  was  erected  prior  to  1925 
and  permits  were  duly  issued  for  the  occupancy  of  the 
adjoining  lot  for  car  lubrication  and  washing,  and  it  is  now 
proposed  to  rearrange  and  improve  the  site ;  and 

Whereas,  the  Board  deemed  that  it  would  be  a  hard¬ 
ship  not  to  permit  the  applicant  to  rearrange  the  entire 
premises  for  the  improvement  in  appearance  and  arrange¬ 
ment  of  the  station  and  to  include  the  additional  lot  in 
which  he  has  been  enjoying  undisturbed  occupancy  for  a 


normally  conforming  use,  but  which  is  a  non-conforming 
use  when  used  in  connection  with  a  gasoline  service  sta¬ 
tion  ;  and 

Whereas,  a  committee  of  the  Board  inspected  these 
premises  prior  to  the  hearing;  and 

Whereas,  the  Board  deemed  that  applicant  had  sub¬ 
stantiated  the  basis  of  his  application. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21  thereof  to  permit  the  extension  of  the  existing 
gasoline  station  to  occupy  additional  Lot  No.  45,  as  indi¬ 
cated  on  plans  filed  with  this  application,  on  condition  that 
the  existing  open  grease  pits  at  the  front  of  Lot  No.  45 
shall  be  removed;  that  the  entire  plot  where  not  occupied 
by  accessory  buildings  shall  be  cement  paved:  that  all 
pumps  erected  near  the  Coney  Island  avenue  building  line 
shall  be  set  back  not  less  than  15  ft.  therefrom;  that  the 
curb  cuts  from  Coney  Island  avenue  shall  not  exceed  the 
existing  curb  cut  and  permitting  an  additional  curb  cut 
not  exceeding  21  ft.  in  width;  that  there  shall  be  con¬ 
structed  on  the  building  line  a  reinforced  concrete  curb 
not  less  than  12  in.  in  width  and  not  less  than  5  in.  in 
height  with  rounded  top,  as  indicated  on  plans  filed  with 
this  appeal ;  that  the  centre  curb  along  Coney  Island  ave¬ 
nue  shall  be  not  less  than  20  ft.  in  length  and  shall  be 
arranged  so  as  to  form  an  enclosed  curbed  area  not  less 
than  5  ft.  in  depth,  which  area  shall  be  kept  sodded  or 
planted ;  that  there  shall  be  erected  on  the  interior  lot  line 
to  the  north  a  wall,  or  brick  stuccoed  facing  on  wall  of 
adjoining  building,  not  less  than  7  ft.  in  height  and  which 
may  be  graduated  at  the  rate  of  1  ft.  in  4  to  a  4- ft.  height 
at  the  building  line,  constructed  either  of  face  brick  or 
of  glazed  terra  cotta  or  brick  stucco,  provided  there  is  a 
base  of  brick  not  less  than  2  ft.  2  in.  in  height  to  harmo¬ 
nize  with  the  proposed  accessory  buildings ;  that  a  sim¬ 
ilar  wall  shall  be  constructed  on  the  westerly  lot  line  be¬ 
tween  the  accessory  building  now  under  construction  and 
the  building  line ;  that  there  shall  be  no  advertising  other 
than  the  illuminated  globes  of  the  pumps  and  flat  signs  at¬ 
tached  to  accessory  buildings,  precluding  all  roof  signs 
and  signs  of  a  temporary  nature,  but  permitting  one  post 
standard  near  the  intersection  of  Coney  Island  avenue  and 
Avenue  P,  erected  within  the  building  line  for  support 
of  illuminated  sign  advertising  only  the  brand  of  gasoline 
on  sale;  provided  this  sign  shall  not  extend  more  than 
4  ft.  beyond  the  building  line;  that  illumination  shall  be 
by  means  of  post  standards  erected  as  indicated  near  the 
northeast  corner  of  the  premises  and  the  southwest  cor¬ 
ner  of  the  premises  carrying  flood  lights  with  metal  reflect¬ 
ors  to  shine  downwardly  so  as  not  to  be  objectionable  to 
the  adjoining  tenants;  that  there  shall  be  no  motor  vehicle 
repairing  permitted  on  the  premises ;  that  there  shall  be  no 
portable  gasoline  pumps  permitted  to  be  used;  that  there 
shall  be  no  parking  or  storaee  of  cars  other  than  those 
being  serviced ;  that  plans  shall  be  submitted  and  approved 
by  the  Chairman  on  behalf  of  the  Board  before  submis¬ 
sion  to  the  Commissioner  of  Buildings;  that  such  plans 
shall  be  submitted  within  three  months  and  that  after  sub¬ 
mission  and  approval,  all  work  shall  be  completed  within 
one  year  thereafter. 


Adjourned,  3  :00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each— postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JULY  7,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use,  “B”  area 
and  2  times  height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  exceed  the  per¬ 
mitted  height  and  will  not  have  the  required  yard 
and  court  space. 

PREMISES  AFFECTED — 145  West  51st  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Saul  Bernstein. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1936, 
at  2  p.m.  on  request  of  applicant. 


722-23-BZ. 

APPLICANT — Kavy  and  Kavovitt,  Inc.,  for  Julia  Hirsch 
owner. 

SUBJECT — Application  reopened  June  16,  1936  for  con¬ 
sideration  as  to  extension  of  time  to  obtain  per¬ 
mits  and  complete  work — time  having  expired  by 
limitation — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  granted  on  condition,  un¬ 
der  section  21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  garage 
for  more  than  five  (5)  motor  vehicles  (said  ga¬ 
rage  granted  by  the  Board)  so  as  to  include  a 
gasoline  service  station. 

PREMISES  AFFECTED — 2235  Webster  avenue,  south¬ 
west  corner  of  East  182nd  street  (Block  No.  3143 
.  ___  Lot  N°-  65),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  D.  Tretola. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  . q 

THE  RESOLUTION— 

(722-23-BZ) 

Whereas,  this  application  affecting  premises  southwest 
corner  of  Webster  avenue  and  182nd  street  (Block  No. 
3143  Lot  No.  65),  Borough  of  The  Bronx,  was  granted 
by  the  Board  March  12,  1935,  on  certain  conditions  and 
applicant  requested  an  amendment  of  this  resolution;  and 

Whereas,  this  application  was  reopened  June  16  1936 
by  vote  of  the  Board;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  _of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  Board  on  March 
12,  1935,  only  so  far  as  it  has  reference  to  completing 
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work,  so  that  as  amended  this  portion  of  the  resolution 
shall  read  : 

“that  in  view  of  statement  by  applicant  that  plans 
have  been  filed  and  approved  by  the  Commissioner 
of  Buildings,  all  work  shall  be  completed  within  one 
year  from  tbe  date  of  this  amended  resolution ;  that 
other  than  as  amended  herein  the  resolution  adopted 
by  the  Board  on  March  12,  1935,  shall  be  complied  with 
in  all  respects.” 


328-34-BZ. 


APPLICANT — S.  Sheldon  Meyers,  for  Max  Mirowitz, 
owner. 

SUBJECT— Application  reopened  June  16,  1936,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
October  22,  1935  as  to  the  conditions  imposed 
therein— re  Application,  granted  on  condition,  un¬ 
der  section  21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles,  for  a  temporary 
period. 


PREMISES  AFFECTED— 1449  Vyse  avenue,  west  side, 
100  ft.  south  of  Jennings  street  (Block  No.  2987, 
Lot  No.  33),  Borough  of  The  Bronx. 
APPEARANCES— 


For  Applicant:  S.  Sheldon  Meyers. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended 
THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  . q 

Absent  . 0 


THE  RESOLUTION— 

(328-34-BZ) 

Whereas,  this  application  affecting  premises  1449  Vyse 
avenue,  west  side,^  100  ft.  south  of  Jennings  street  (Block 
Ao.  2987,  Lot  No.  o3),  Borough  of  The  Bronx,  was 
granted  by  the  Board,  October  22,  1935,  on  certain  condi¬ 
tions  and  applicant  requested  a  reopening  of  the  case  and 
an  amendment  of  the  resolution  to  permit  the  extension 
of  the  garage  building  to  the  rear  lot  line  and  to  extend 
the  period  of  time  granted ;  and 
Whereas,  this  application  was  reopened  by  vote  of  the 
Board,  March  24,  1936  and  again  reopened  June  16,  1936; 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  this  site  was  the  subject  of  an  inspection  by  a 
committee  of  the  Board,  and  it  is  the  committee’s  opinion 
as  reported  by  the  chairman  that  the  destruction  of  the 
lrame  tenement  house  on  the  rear  of  the  site  and  the  ex¬ 
tension  of  the  garage  to  the  rear  lot  line  will  benefit  the 
neighborhood  and  will  give  light  and  air  to  the  adjoining 
buildings  and  that  justice  will  be  best  served  by  granting 
an  amendment  to  this  application,  brought  under  section 
21  of  the  building  zone  resolution;  for  a  period  of  five 
years  with  such  restrictions  as  will  protect  the  adjoining 
and  adjacent  property  owners. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  Board  on  Octo- 
bei  22,^  1935,  so  that  as  amended  this  resolution,  will  read: 

Granted  under  section  21  for  a  period  of  five  years, 
from  the  date  of  this  action  permitting  the  building 
under  appeal  to  be  extended  and  to  be  used  as  a  garage 
for  more  than  five  motor  vehicles,  on  condition  that 
only  pleasure  vehicles  shall  be  stored  therein  and  at 
no  time  shall  there  be  more  than  forty  (40)  such 
cars  stored ;  that  no  automobile  repairing  shall  be 
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carried  on  and  no  sale  or  storage  of  gasoline  other 
than  in  the  tanks  of  the  cars ;  that  the  building  shall 
not  be  increased  in  height,  but  may  be  increased  in 
depth  after  the  rear  frame  building  on  the  plot  lias 
been  entirely  removed ;  that  such  building  shall  be 
removed  prior  to  the  issuance  of  a  permit  for  the 
storage  of  more  than  five  cars ;  that  there  shall  be 
no  signs  on  any  part  of  the  building,  including  the 
roof,  other  than  a  small  sign  not  over  one  foot  by 
two  feet  on  the  front  of  the  building;  that  the  non- 
fireproof  frame  tenement  house  shall  be  entirely  re¬ 
moved  within  three  months  from  this  date  and  that 
the  work  of  altering  the  garage  shall  be  substantially 
in  accordance  with  revised  plans  marked  “Received 
April  20,  1936”;  that  the  ceiling  of  this  garage  through¬ 
out  shall  be  fire-retarded  in  accordance  with  the  rules 
of  the  Board  of  Standards  and  Appeals ;  that  no  sky¬ 
lights  shall  be  erected  nearer  than  10  ft.  from  either 
side  lot  line;  that  the  skylights  shall  be  constructed 
of  metal  frames,  glazed  with  thin  glass  with  metal 
screens  over  and  under;  that  all  permits  required  shall 
be  obtained  and  all  work  involved  completed  within 
one  year  from  the  date  of  this  action.” 

Resolved  further,  that  in  the  event  that  the  owner  de¬ 
sires  to  defer  the  extension  of  the  garage  building  on  the 
rear  of  the  lot,  the  existing  garage  building  may,  never¬ 
theless,  be  rearranged  and  used  for  the  storage  of  not 
more  than  twenty-five  (25)  vehicles,  provided  all  of  the 
provisions  of  this  resolution  are  complied  with  in  all  other 
respects. 


293-17-BZ. 

APPLICANT — Vendome  Service  Corporation  (lessee)  for 
Estate  of  Julia  Cameron,  owner;  City  Bank  Farm¬ 
ers  Trust  Co.,  trustee. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  from  a  business 
building  (previously  granted  by  the  Board)  to  a 
motor  vehicle  repair  shop  and  garage  for  more 
than  five  (5)  motor  vehicles  (reopened  January 
28,  1936). 

PREMISES  AFFECTED— 403-413  West  124th  street, 
north  side,  100  ft.  west  of  Morningside  avenue 
and  2-4  LaSalle  place  (Block  No.  1965,  Lot  No. 
22),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Abraham  N.  Horwitz,  and  Harry 
S.  Guthait. 

For  Opposition  :  Ebben  Schramm,  I.  S.  Rapaport 


and  William  Adams. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative . .•••.•••  ® 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(293-17-BZ) 


Whereas,  this  application  affecting  premises  403-413 
West  124th  street,  north  side,  100  ft  west  of  Morningside 
avenue,  and  2-4  LaSalle  place  (Block  No.  1965,  Lot  No. 
22),  Borough  of  Manhattan,  was  granted  by  the  Board 
April  3,  1917,  permitting  the  erection  of  a  business  build¬ 
ing  on  this  site ;  and 

Whereas,  Vendome  Service  Corporation  (lessee),  for 
estate  of  Julia  Cameron,  owner,  requested  a  reopening 
of  this  case,  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district,  the  change  of  occupancy 
of  an  existing  building  from  a  business  building  to  a 
motor  vehicle  repair  shop  and  garage  for  more  than  five 
(5)  motor  vehicles;  and 


Whereas,  this  application  was  reopened  by  vote  of  the 
Board  on  January  28,  1936;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  124th  street  is  in 
residence  and  business  districts ;  LaSalle  place  is  in  a 
business  district;  Morningside  avenue  is  in  residence  and 
business  districts ;  West  125th  street  and  Hancock  place 
are  in  a  business  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  February  13,  1936,  re  App.  No.  317-1936, 
reads : 

“1.  Motor  vehicle  repair  shop  and  storage  of  more 
than  five  cars  is  prohibited  in  business  and  residence 
districts.  Art.  2 — Zoning  Resolution. 

2.  Garage  for  more  than  five  cars  is  prohibited 
on  a  school  block.  Art.  5,  sec.  21,  Zoning  Resolution.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
two  stories  in  height,  with  a  frontage  of  175  ft.  on  West 
124th  street,  50  ft  on  LaSalle  place  and  a  depth  of  201  ft., 
irregular;  it  is  proposed  to  occupy  the  building  as  a  mo¬ 
tor  vehicle  repair  shop  and  garage  for  more  than  five 
motor  vehicles ;  and 

Whereas,  this  application  was  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  Board,  report  of  which 
inspection  was  read  at  this  hearing;  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE. 

Cal.  No.  293-17-BZ. 

Premises :  403-413  West  124th  street,  north  side,  100 
ft.  west  of  Morningside  avenue,  and  2-4  LaSalle  place 
(Block  No.  1965,  Lot  No.  22),  Borough  of  Manhattan. 

The  building  and  premises  under  appeal  are  located 
at  403-413  West  124th  street,  with  a  frontage  of  175 
ft.  in  a  residential  district,  and  at  418-420  West  125th 
street,  also  known  as  LaSalle  place,  with  a  frontage 
of  50  ft.  in  a  business  district.  The  building  is  two 
stories  in  height,  of  fireproof  construction,  except 
that  the  roof  is  non-fireproof  and  readily  adaptable 
to  garage  purposes.  It  was  erected  in  1917  following 
a  zoning  variance  granted  by  the  Board  under  Cal. 
No.  293-17-BZ,  for  a  business  occupancy  throughout, 
designed  to  accommodate  the  Willard  Storage  Battery 
Company,  which  took  a  lease  for  a  long  term  of  years. 
Their  proposed  occupancy  was  described  as  “selling, 
renting,  assembling  and  installing  storage  batteries. 
No  manufacturing  will  be  carried  on  and  no  automo¬ 
bile  gasoline  or  oil  will  be  stored  on  the  premises.” 
This  use  then,  granted  in  1917  was  not  for  a  garage 
or  for  automobile  repairing.  Two  driveway  entrances 
were  permitted  on  West  124th  street,  within  the  resi¬ 
dential  area.  Any  permit  issued  by  the  Fire  De¬ 
partment  for  motor  vehicle  storage  or  repairing  was 
illegally  issued.  Originally  designed  for  one  story, 
the  second  story  was  permitted  under  the  Board’s  reso¬ 
lution,  and  so  built.  The  plot  at  that  time  also  in¬ 
tended  an  additional  area  of  50  ft.  to  the  west,  appar¬ 
ently  later  sold  and  now  occupied  as  a  gasoline  ser¬ 
vice  station  of  Sobol  Brothers. 

In  1928,  under  Cal.  No.  482-28-BZ,  a  further  vari¬ 
ance  was  granted  under  section  21  for  the  portion 
of  the  building  on  West  124th  street,  to  permit  a 
motor  vehicle  repair  shop  and  a  storage  garage  in 
the  building  as  constructed,  provided  the  building  was 
fireproof  throughout  and  protected  by  a  sprinkler  sys¬ 
tem.  The  limitation  of  one  year  to  construct  expired 
and  this  further  variance  for  the  proposed  use  was 
not  put  into  effect.  It  was  granted  under  section  7-g 
■with  82  per  cent  of  the  property  owners  in  the  area 
consenting.  The  present  application  is  for  a  garage 
and  motor  vehicle  repairing  use,  as  to  the  existing, 
partially  fireproof  building  on  both  streets.  •  It  was 
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accepted  as  a  reopening  of  the  1917  appeal  to  consider 
reaffirmance  of  the  variance  granted  in  1928  and  not 
carried  out,  or  a  modification  of  the  conditions  of  the 
grant  then  imposed.  The  premises  are  under  the 
same  ownership  as  in  1917.  The  building  has  been  and 
still  is  occupied  as  a  garage,  but  is  subject  to  a  vio¬ 
lation  of  the  Building  Department  issued  in  January, 
1936,  for  occupancy  contrary  to  the  Certificate  of 
Occupancy  and  a  suspended  sentence  was  granted  by 
the  court  pending  the  result  of  this  appeal. 

Conditions  appear,  however,  to  have  materially 
changed.  In  addition  to  the  many  objections  from 
owners  of  residential  properties  in  the  residential  dis¬ 
tricts  in  the  rear,  along  West  124th  street  and  Morn- 
ingside  avenue,  there  are  two  schools  with  entrances 
or  exits  within  the  block.  On  West  124th  street  there 
is  an  exit  from  the  Lincoln  school,  the  main  building 
of  which  is  on  West  123rd  street.  This  exit  on  Lot 
No  48  at  422-4  West  124th  street  is  a  required  exit 
under  the  Education  Law  and  has  also  been  required 
by  the  Fire  Commissioner  in  permitting  chlorine  to 
be  used  in  the  school  swimming  pool.  It  is  not  a  credit 
to  the  school  that  the  heavy  steel  exit  doors  are  not 
made  readily  openable.  Upon  inspection  the  doors 
could  not  be  opened.  While  this  exit  shows  on  the 
photographs  in  the  1928  case,  the  lot  is  marked  “va¬ 
cant”  on  the  plans  then  filed,  and  presumably  not 
then  considered,  but,  if  called  to  the  attention  of  the 
Board,  would  have  been  sufficient  to  deny  the  1928 
appeal  under  the  prohibition  in  section  21,  which  in 
Boyd  vs.  Walsh,  the  Appellate  Division  declared  takes 
from  the  Board  any  power  to  act.  On  LaSalle  place, 
known  also  as  West  125th  street,  a  former  police  -sta¬ 
tion  at  No.  22,  on  the  same  block,  is  now  a  public 
school  with  entrances  and  exits  on  West  125th  street. 
While  not  so  indicated  on  plans  filed  in  1928,  since 
under  Cal.  No.  482-28-BZ,  the  West  125th  street  front¬ 
age  was  not  involved,  but  in  a  reference  case  Cal.  No. 
209-28-BZ,  affecting  premises  opposite,  the  building  at 
No.  22  West  125th  street  is  marked  “Public  School 
Annex.” 

The  Committee  is  of  the  opinion  that  because  of 
these  two  school  exit  and  entrance  conditions,  one  on 
West  124th  street  and  one  on  West  125th  street  and 
both  on  the  same  streets  between  intersecting  streets, 
that  under  the  court  decision  in  Boyd  vs.  Walsh  and 
Jane  David  Holding  Corp.  vs.  Murdock,  the  Board 
is  without  power  to  grant  the  variance  sought. 

The  Committee  inspected  the  premises  and  area  on 
July  2  and  takes  due  note  of  the  existence  of  a  gaso¬ 
line  station  established  in  1923  on  Lot  Nos.  44  and 
45  at  8-10  West  125th  street,  intervening  between  the 
public  school  and  the  proposed  garage,  also  the  ille¬ 
gal  use  of  the  rear  of  this  plot,  namely,  Lot  Nos.  20 
and  21  at  No.  421  West  124th  street,  zoned  for  resi¬ 
dence  purposes  and  used  for  garaging  trucks  not  con¬ 
nected  with  a  residential  use  and  established  since  the 
zoning  w'as  adopted,  as  well  as  the  extension  of  the 
gasoline  station  itself  into  the  residential  area.  The 
Committee  has  also  noted  the  warehouse  building  at 
401  West  124th  street  and  the  trucks  backed  across 
the  sidewalk  and  making  same  unsafe  and  unusable 
for  pedestrians.  These  uses  are  as  unsafe  and  as 
objectionable  as  the  proposed  garage  use,  but  they 
are  not  within  the  scope  of  the  Board’s  powers,  and 
in  spite  of  them  the  Committee  finds  there  is  no  powrer 
to  grant  the  relief  sought  and  recommends  denial. 

(Signed)  HARRIS  H.  MURDOCK 
Chairman. 

BERNARD  A.  SAVAGE 
and  CHARLES  M.  BLUM 

Whereas,  the  committee  recommended  that  the  appli- 
cation  be  denied,  and  the  board  deemed  that  in  view  of 
the  location  of  the  schools,  they  were  forced  to  deny  this 
application. 


Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


70-36-BZ. 

APPLICANT — Edward  V.  Morand,  for  Carolernesto 
Realty  Inc.  and  Frank  Mazzetti,  owners. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  business  use  district  an 
open  air  station  for  the  parking  or  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 2692-2708  Jerome  avenue,  east 
side,  316.76  ft.  north  of  East  Kingsbridge  road 
(Block  No.  3317,  Lot  Nos.  18,  19,  20,  21  and  22), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Edward  V.  Morand. 

For  Opposition:  Mr.  Walsh  and  J.  Solomon. 
ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  () 

Absent  .  Q 


THE  RESOLUTION— 

(70-36-BZ) 

Whereas,  Edward  V.  Morand,  for  Carolernesto  Realty, 
Inc.,  and  Frank  Mazzetti,  owners,  filed  March  25,  1936, 
an  application  under  the  building  zone  resolution  to  per¬ 
mit  in  a  business  use  district  an  open  air  station  for  the 
parking  or  storage  of  more  than  five  (5)  motor  vehicles; 
premises:  2692-2708  Jerome  avenue,  east  side,  316.76  ft 
north  of  East  Kingsbridge  road  (Block  No.  3317,  Lot 
Nos.  18,  19,  20,  21  and  22),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  in  business 
and  residence  districts;  Morris  avenue  is  in  residence  and 
business  districts;  East  Kingsbridge  road  is  in  a  business 
district;  West  195th  street  is  in  residence  and  business 
districts ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  March  9,  1936,  reads: 

“Your  request  of  March  3,  1936,  for  a  permanent 
certificate  of  occupancy  for  Philip  Saperstein  and 
Irving  Newman,  lessees,  for  an  open  air  station  for 
parking  or  storage  of  more  than  five  motor  vehicles 
on  plot  on  east  side  of  Jerome  avenue,  316.76  ft.  north 
of  Kingsbridge  road,  75  ft.  front  by  125  ft.  deep, 
Block  No.  3317,  part  of  Lot  No.  17,  in  the  Borough 
of  The  Bronx,  is  hereby  denied  as  the  premises  are 
located  in  a  business  district  in  which  the  proposed  oc¬ 
cupancy  is  prohibited  by  the  building  zone  resolution 
and  the  premises  are  located  on  a  street  between  in¬ 
tersecting  streets  in  which  there  exists  an  exit  from  or 
an  entrance  to  a  public  school.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  150  ft.  and  a  depth  of  130  ft.;  upon 
the  front  of  the  plot  there  is  located  a  one-story  brick 
structure,  75  ft.  by  60  ft.  in  area,  occupied  as  stores;  on 
the  rear  there  is  located  a  one-story  garage,  90  ft.  by  16 
ft.  in  area,  occupied  as  a  10-car  garage  and  also  a  one- 
story  car  greasing  and  washing  structure,  60  ft.  by  20  ft. 
in  area ;  proposes  to  occupy  the  remainder  of  the  plot  for 
the  parking  or  storage  of  more  than  five  motor  vehicles; 
and 

Whereas,  this  application  was  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  Board,  report  of  which 
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inspection  was  read  at  this  hearing  and  which  report 
follows : 

REPORT  OF  COMMITTEE. 

July  6,  1936. 

Re:  Cal.  No.  70-36-BZ. 

Premises:  2692-2708  Jerome  avenue,  east  side,  316.76 
ft.  north  of  East  Kingsbridge  road  (Block  No.  3317, 
Lot  Nos.  18,  19,  20,  21  and  22),  Borough  of  The 
Bronx. 

The  plot  under  appeal  is  in  a  business  zone  and  is 
situated  on  the  easterly  side  of  Jerome  avenue,  221 
ft.  north  of  Kingsbridge  road.  The  zoning  variance 
requested  is  for  parking  and  storage  of  more  than 
five  motor  vehicles.  The  plot  is  under  two  owner¬ 
ships  ;  the  southerly  portion  has  a  one  story  store 
building  on  the  front  and  ten  single  car  garages  on 
the  rear ;  the  northerly  portion  a  one  story  building 
on  the  rear  recently  erected.  Records  from  the  De¬ 
partment  of  Buildings  indicate  that  the  ten  individual 
garages  were  erected  prior  to  the  amendment  of  March 
1,  1928  to  section  4A,  subdivision  15  and  the  most 
recent  building  in  1934  for  what  has  been  considered 
a  conforming  business  use  of  greasing  and  washing 
automobiles  and  battery  service. 

Other  than  permitted  in  the  10  garages,  storing 
of  cars  has  been  carried  on  in  the  unbuilt  upon  area 
for  some  time  and  has  extended  beyond  the  prem¬ 
ises  to  the  vacant  lot  south.  It  is  claimed  that  this 
has  been  or  will  be  discontinued  and  a  temporary 
wood  fence  has  been  constructed  on  the  lot  line. 

There  were,  however,  cars  stored  on  this  lot  when 
inspected  by  a  committee  of  the  Board  since  the 
hearing.  Such  open  storage  as  has  been  permitted 
other  than  in  the  10  garages  is  illegal  and  it  is  now 
well  established  that  that  is  so  in  the  many  decisions 
rendered  within  the  past  few  months,  including  the 
recent  decision  in  Cameron  vs.  the  Board.  The  use 
has  been  open  garaging  and  has  been  classed  as  stor¬ 
age  and  not  transient  parking,  but  it  has  been  carried 
on  as  in  many  other  places  on  the  impression  that  it 
was  a  legal  use. 

In  the  opinion  of  the  committee  a  limited  use  for 
storage  and  parking  can  be  continued  in  recognition 
of  a  temporary  hardship  under  section  21.  The  plot 
is  not  affected  by  the  school  on  the  west  side  of  Jer¬ 
ome  avenue.  It  has  no  entrances  or  exits  within  two 
intersecting  streets  with  the  premises  under  appeal 
and  there  is  no  entrance  or  exit  within  200  ft.  It  is 
apparent  that  because  of  the  armory,  the  school 
grounds,  and  the  elevated,  that  the  premises  cannot 
return  a  reasonable  income  to  carry  them  in  view 
of  the  assessed  valuation  and  the  investment,  with¬ 
out  the  additional  privilege  of  parking  and  storage. 
There  are  no  garages  sufficiently  close  to  be  affected  by 
such  a  limited  use  and  the  apartments  in  the  rear 
cannot  be  affected  seriously  not  only  because  they  are 
at  a  higher  grade  but  because  they  have  extra  deep 
rear  yards  and  the  further  protection  of  the  existing 
garage  and  greasing  building  which  keeps  the  storage 
of  cars  well  away  from  the  rear  wall  of  the  apart¬ 
ment  buildings. 

This  application  cannot  be  entertained  under  sec¬ 
tion  7H  as  the  plot  is  not  vacant  and  unbuilt  upon. 
Nor  can  the  action  of  the  board  under  699-30-BZ  as 
to  the  adjoining  lot  to  the  north  be  cited  as  that  action 
is  still  subject  to  court  review. 

It  is  recommended  that  the  variance  sought  be 
granted  under  section  21  for  a  temporary  term  of 
two  years  limiting  the  open  storage  and  parking  to 
thirty  automobiles,  all  to  be  capable  of  being  oper¬ 
ated,  and  that  the  plot  be  inclosed  on  the  interior  lot 
lines  where  no  building  walls  exist  by  substantial 
wood  or  woven  wire  fences  and  no  encroachment  or 
opening  to  be  permitted  upon  adjoining  premises; 
that  on  the  street  building  line  a  substantial  fence  or 


wall  be  erected  except  across  the  opening  from  the 
12  ft.  carriageway  permitted  by  the  Department  of 
Public  Works  in  1925  and  that  such  conditions  as  to 
lights  and  signs  be  imposed  as  the  board  considers  de¬ 
sirable. 

(Signed)  HARRIS  H.  MURDOCK 
Chairman. 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM 

and 

Whereas,  the  Committee  recommended  that  the  appli¬ 
cation  be  granted  on  condition,  and  the  Board  deemed 
that  applicant  had  substantiated  the  basis  of  his  applica¬ 
tion  under  section  21. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  for  a  temporary  period  of  two  (2)  years,  permitting  the 
front  northerly  vacant  portion  of  the  plot  under  appeal 
to  be  used  for  the  parking  and  storage  of  not  more 
than  thirty  (30)  automobiles  on  condition  that  no  auto¬ 
mobiles  shall  be  parked  or  stored  that  are  not  in  good 
operating  condition;  that  there  shall  be  constructed  on 
the  interior  lot  line  to  the  south  between  the  garage  build¬ 
ing  and  the  one-story  store  building,  a  substantial  woven- 
wire  fence  or  masonry  wall,  not  less  than  6  ft.  in  height, 
to  preclude  the  entrance  on  the  adjoining  lot  to  the 
south ;  that  a  similar  wall  or  fence  shall  be  constructed 
on  the  northerly  lot  line,  except  that  the  existing  wood 
fence  may  be  substantially  repaired  to  the  satisfaction  of 
the  Commissioner  of  Buildings,  to  prevent  access  to  the  ad¬ 
joining  lot;  that  there  shall  be  erected  on  street  building 
line  of  Jerome  avenue  a  woven-wire  fence  not  less  than 
5  ft.  in  height  across  the  entire  unbuilt-upon  frontage 
other  than  across  the  12-ft.  permitted  carriageway ;  that 
no  signs  advertising  the  use  of  this  plot  for  storage 
and  parking  shall  be  installed  and  no  additional  lights 
shall  be  installed  other  than  those  required  for  the  con¬ 
forming  occupancy  of  the  existing  buildings;  that  no 
automobile  repairing  shall  be  permitted  on  the  premises 
and  no  sale  or  storage  of  gasoline  other  than  in  the  tanks 
of  cars;  and  that  all  permits  shall  be  obtained  within 
three  months. 


106-36-BZ. 

APPLICANT — Milton  B.  Weissman  for  Washton  Realty 
Corporation,  John  J.  Leavy  and  Margaret  B. 
Leavy,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 4-8  Mangin  street,  east  side,  75 
ft.  north  of  Grand  street,  (Block  No.  321,  Lot  Nos. 
29,  30  and  31),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Milton  B.  Weissman  and  Bernard 
Fagen. 

For  Opposition:  Philip  Myer  and  Max  Herschaft. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(106-36-BZ) 

Whereas,  Milton  B.  Weissman,  for  Washton  Realty 
Corp.,  John  J.  Leavy  and  Margaret  B.  Leavy,  owners, 
filed  April  23,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  residence  use  district  the 
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erection  and  maintenance  of  a  garage  for  more  than  five 
(5)  motor  vehicles:  Premises:  4-8  Mangin  street,  east  side, 
75  ft.  north  of  Grand  street  (Block  No.  321,  Lot  Nos. 
29,  30  and  31),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Mangin  street  is  in  residence 
and  unrestricted  districts ;  Grand  street  is  in  residence  and 
unrestricted  districts;  Broome  street  is  in  residence  and 
unrestricted  districts ;  East  River  Drive  is  in  a  residence 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  10,  1936,  re  NB  64-1936,  reads : 

“1 — Garage  for  more  than  five  motor  vehicles  to  be 
erected  in  a  residence  district  is  contrary  to  Section 
No.  3  of  the  building  zone  resolution.  Use  must  con¬ 
form  to  that  permitted  in  a  residence  district.” 

and 

Whereas,  the  building  is  of  nonfireproof  construction 
one  story  in  height,  with  a  frontage  of  75  ft.  and  a  depth 
of  51  ft.  6  in.  to  be  occupied  as  a  garage  for  more  than 
five  motor  vehicles ;  and 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  report  of  which  inspec¬ 
tion  was  read  at  this  hearing;  and  which  report  follows: 
REPORT  OF  COMMITTEE. 

Cal.  No.  106-36-BZ, 

Premises:  4-8  Mangin  St.,  Borough  of  Manhattan. 

July  6th,  1936. 

This  application  is  for  a  zoning  variance  to  permit 
the  construction  of  a  one-story  garage  as  an  addition 
to  an  existing  garage  covering  the  block  front  between 
Grand  and  Broome  streets  and  facing  the  East  River 
Drive  now  under  construction.  The  plot  under  appeal 
has  a  frontage  of  75  ft.  and  a  depth  of  51  ft.  6  ins., 
and  is  included  within  the  recently  established  residen¬ 
tial  zone  adopted  because  of  the  new  drive, — formerly 
it  was  within  the  unrestricted  zone  as  is  the  large 
storage  garage  across  Mangin  street.  On  the  Block 
No.  321  all  the  other  plots  are  being  used  for  uses 
formerly  permitted,  such  as  factory  adjoining  to  the 
north  and  automobile  repair  shops  to  the  south. 

Mindful  of  the  rezoning,  the  committee  upon  inspec¬ 
tion  of  the  premises  is  of  the  opinion  that  a  tempo¬ 
rary  hardship  exists  and  that  the  premises  can  be  used 
for  the  proposed  garage  extension  without  injuring 
anyone  or  interfering  with  the  East  River  Drive  im¬ 
provement  and  development  for  the  reason  that  the 
garages  to  which  this  is  to  be  an  addition  will  un¬ 
doubtedly  remain  in  use  as  such  for  some  time  to  come 
and  that  until  they  are  discontinued  in  favor  of  a  resi¬ 
dential  development  the  plot  under  appeal  has  no 
adaptability  for  its  zoned  use.  The  plot  is  in  a  unique 
position  due  to  these  surroundings  and  conditions. 

The  committee,  recognizing  all  these  facts,  recom¬ 
mend  that  a  temporary  variance  for  ten  years  be 
granted  under  section  21  rather  than  a  permanent 
variation,  subject  to  such  conditions  as  are  appropri¬ 
ate  which  should  limit  the  height  to  one  story,  pro¬ 
hibit  roof  signs  on  the  existing  garage  and  this  exten¬ 
sion  and  exclude  storage  or  sale  of  gasoline  within 
this  extension. 

(Signed)  HARRIS  H.  MURDOCK 
Chairman. 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM 

and 

Whereas,  the  report  recommended  that  application  be 
granted  on  condition  and  the  board  deemed  that  applicant 
had  substantiated  the  basis  of  his  application  under  sec¬ 
tion  21. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 


hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  for  a  period  of  ten  (10)  years  to  permit  the  construc¬ 
tion  on  the  plot  under  appeal  of  one-story  garage  building 
as  an  addition  to  the  existing  garage  building  to  the  east, 
on  condition  that  this  building  shall  be  restricted  to  one- 
story  in  height  and  shall  be  constructed  of  the  design  and 
construction  and  materials  as  indicated  on  plans  filed  with 
this  appeal ;  that  it  shall  be  constructed  of  fireproof  mate¬ 
rials  except  that  the  roof  beams  and  roof  boardings  and 
exterior  doors  may  be  of  wood,  provided  the  ceiling 
throughout  is  fire-retarded  in  accordance  with  the  rules 
of  the  Board  of  Standards  and  Appeals  and  provided  the 
roof  surfacing  be  of  non-inflammable  material;  that  any 
skylight  installed  shall  be  not  nearer  than  20  ft.  to  any 
interior  lot  lines  and  that  such  skylights  shall  be  of  metal 
frame  and  glazed  with  plain  glass  with  screens  over  and 
under;  that  no  gasoline  shall  be  stored  in  the  building; 
that  no  advertising  signs  shall  be  attached  to  the  roof  of 
this  building  or  the  adjoining  building,  to  which  this  is  an 
addition ;  that  no  automobile  repairing  shall  be  carried  on ; 
and  that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  action. 


215-32-BZ. 


APPLICANT — Louis  DeRiviere  (lessee),  for  Betty  Berk, 
owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  residence  use  dis¬ 
trict  the  maintenance  of  an  open  air  parking  space 
for  more  than  five  (5)  motor  vehicles  for  a  tem¬ 
porary  period. 

PREMISES  AFFECTED — 670-674  Halsey  street,  south 
side,  125  ft.  west  of  Patchen  avenue  (Block  No. 
1667,  Lot  No.  35),  Borough  of  Brooklyn. 
APPEARANCES— 


For  Applicant :  T.  Helfert. 

ACTION  OF  BOARD2 — Application  reopened  and  permit 
extended. 


THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  VOTE  TO  EXTEND  PERMIT— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 


4 

0 

0 


4 

0 

0 


THE  RESOLUTION— 

(215-32-BZ) 

Whereas,  this  application  affecting  premises  670-674  Hal¬ 
sey  SfreT.e^’  sou^h  side,  125  ft.  west  of  Patchen  avenue 
(Block  No.  1667,  Lot  No.  35),  Borough  of  Brooklyn,  was 
granted  by  the  board,  July  22,  1932,  on  certain  conditions 
and  applicant  requests  an  extension  of  the  permit. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  on  July  22,  1932,  only  so 
far  as  it  has  reference  to  extension  of  permit,  so  that  as 
amended  the  resolution  shall  read : 

'granted  to  permit  the  use  of  these  premises  as  open- 
air  parking  space  for  the  storage  and  parking  of  auto¬ 
mobiles  for  a  period  of  two  (2)  years  under  Section 
21  from  the  date  of  this  amended  action,  on  condition 
that  other  than  as  amended  herein  the  resolution 
adopted  by  the  board  on  July  22,  1932,  shall  be  com¬ 
plied  with  in  all  respects;  and,  further  on  condition 
that  no  cars  shall  be  parked  or  stored  that  are  not 
capable  of  being  operated.” 
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APPEALS  FROM  ADMINISTRATIVE  ORDERS 

196-36- A. 

APPLICANT — Harry  M.  Prince,  Commissioner  Tenement 
House  Department,  City  of  N.  Y.  for  35-40  82nd 
Street  Corp.,  owner. 

SUBJECT — Appeal  from  decisions  of  the  commissioner  of 
buildings  and  board  of  buildings. — re  revocation  of 
permit. 

PREMISES  AFFECTED— W.  S.  82d  street,  179  ft.  4  in. 
north  of  37th  avenue  (Block  No.  1281,  Lot  No. 
25),  Jackson  Heights,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Harry  M.  Prince. 

For  Administration — Commissioner  Keller,  and 
Assistant  Engineer  Samuel  Becker,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  July  16,  1936,  at 
10  a.m.,  on  request  of  Commissioner  of  Build¬ 
ings,  Borough  of  Queens. 


206-36-A. 

APPLICANT — Samuel  Rosenblum,  for  175  Remsen  Cor¬ 
poration,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 332-334  Pearl  street,  west  side, 
130  ft.  north  of  Myrtle  avenue  (Block  No.  140, 
Lot  Nos.  25  and  26),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

ACTION  OF  BOARD — Laid  over  to  July  10,  1936,  at  10 
a.m.  so  that  applicant  can  file  new  plan  and  obtain 
new  ruling  from  Commissioner  of  Buildings. 


27-36-A. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein,  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 145  West  51st  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Saul  Bernstein. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1936, 
at  2  p.m.,  on  request  of  applicant. 


150-36-A. 

APPLICANT — Charles  Landesman,  for  Wm.  Spencer  & 
Son  Corporation,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 126-28  41st  street,  south  side, 
200  ft.  east  of  First  avenue  (Block  No.  716,  Lot 
Nos.  16  and  17),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Walter  Gould. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW: 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum .  3 

Negative  .  0 

Absent:  Assistant  Chief  Walsh .  1 


173-36-A. 

APPLICANT — A.  R.  Haeuser  Company,  lessee. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 52-64  Warren  street,  south 
side,  215  ft.  west  of  Columbia  street  (Block  No. 
303,  Lot  No.  1),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant :  George  Strehan  and  Arthur 
Hofner. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(173-36-A) 

Whereas,  A.  R.  Haeuser  Co.,  applicant  and  lessee,  filed 
June  4,  1936,  an  appeal  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  52-64  Warren  street,  southside, 
215  ft.  west  of  Columbia  street  (Block  No.  303,  Lot  No. 
1),  Borough  of  Brooklyn;  and 

Whereas,  an  order  of  the  fire  commissioner,  dated  May 
4,  1936,  No.  68165-C,  reads : 

“1.  Surrender  to  the  bearer  Fire  Department  Per¬ 
mit  No.  49248,  issued  on  October  22,  1935,  to  expire 
June  27,  1936,  authorizing  the  manufacture  of  shellac, 
varnish  on  above  premises,  as  it  is  revoked  for  the 
reason  that  you  have  failed  to  comply  with  the  fol¬ 
lowing  : 

2.  Discontinue  the  storage  or  sale  of  paint  and  var¬ 
nish  removed  in  the  above  premises,  for  the  reason 
that  section  201  E,  Chapter  10,  Code  of  Ordinances, 
prohibits  the  manufacture  of  shellac,  varnish  in  the 
same  building  where  dry  goods  or  other  highly  in¬ 
flammable  materials  are  kept  for  sale  or  sold.” 

and 

Whereas,  the  building,  which  was  erected  prior  to  1900, 
is  located  in  an  unrestricted  district,  is  two  stories,  23  ft. 
9  in.  in  height,  123  ft.  8  in.  by  100  ft.  in  area,  of  ordinary 
brick  construction;  OCCUPIED:  1st  floor,  manufactur¬ 
ing  of  shellac,  20  persons ;  2nd  floor — manufacturing  of 
shellac  and  offices,  20  persons;  certificate  of  occupancy 
No.  67931  was  issued  on  July  9,  1932,  for  the  following 
uses:  cellar — ordinary;  1st  floor — manufacturing  30  per¬ 
sons  ;  2nd  floor — manufacturing,  20  persons ;  and 

Whereas,  under  Cal.  No.  216-34-A  the  board  modified 
an  order  of  the  fire  commissioner  so  as  to  permit  the  use 
of  liquefied  chlorine  on  the  premises ;  and 

Whereas,  the  applicant  contends  that  -the  premises  are 
used  for  the  manufacture  of  bleached  and  liquid  shellac 
varnishes  and  comes  within  the  classification  of  paint,  var¬ 
nish  and  lacquer  manufacturers ;  that  in  the  process  of 
manufacturing  liquid  chlorine  gas,  alcohol,  gum  shel¬ 
lac,  resins,  copal  gums,  etc.,  are  used,  in  accordance  with 
Fire  Department  Permit  No.  49248,  issued  October  2,  1935, 
the  following  quantities  are  stored  on  the  premises;  15- 
1  ton  cylinders  liquid  chlorine  gas  stored  in  a  fireproof 
vault,  12,000  gals,  of  alcohol  stored  in  approved  buried 
tank  outside  of  building  in  a  private  yard;  200,000  lbs.  gum 
shellac,  80,000  lbs.  gum  copal,  5  barrels  resin ;  15,000  gal¬ 
lons  shellac  varnish,  500  gals,  oil  varnishes,  300  gals,  lac¬ 
quers,  200  gals,  lacquer  thinners,  etc.  and  200  gals,  of  paint 
and  varnish  remover  which  is  stored  in  metal  drums  and 
sealed  cans  having  a  capacity  of  one-half  pint  to  five 
gallons  each;  and 

Whereas,  the  applicant,  further  contends  that  in  order 
to  sell  its  products  it  must  be  in  a  position  to  carry  and 
sell  varnish  remover,  which  is  a  necessary  product  for  the 
preparation  of  floors,  etc.,  for  re-shellacing  or  varnishing 
and  if  it  cannot  supply  its  customers  with  varnish  remover 
would  lose  a  number  of  shellac  varnish  sales. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
68165-C,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  continuation  of 
the  storage  of  paint  and  varnish  remover  as  proposed,  on 
condition  that  the  sprinkler  system  in  the  building  shall  be 
maintained  to  the  satisfaction  of  the  administrative  official ; 
that  such  portable  fire-fighting  appliances  shall  be  installed 
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as  the  fire  commissioner  shall  direct;  that  in  such  parts 
of  the  building  as  the  paint  and  varnish  remover  is  stored, 
packed  and  filled,  all  switches  and  lamps  shall  be  of  the 
vapor-proof  type  with  rigid  fixtures ;  that  in  all  respects 
the  packaging  and  labelling  of  this  product  shall  comply 
with  the  Code  of  Ordinances  applicable  thereto  and  that 
the  resolution  of  the  board  as  to  chlorine  storage  and  use 
as  permitted  under  Calendar  No.  216-34-A  shall  be  com¬ 
plied  with  in  all  respects. 


178-36- A. 

APPLICANT — Sound  Film  Enterprises,  Inc.,  lessee. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 723  Seventh  avenue,  northwest 
corner  of  West  48th  street  (Block  No.  1001,  Lot 
No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Benjamin  F.  Isaacs. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(178-36- A) 

Whereas,  Sound  Film  Enterprises,  Inc.,  lessee,  filed 
June  10,  1936,  an  appeal  from  an  order  of  the  Fire  Com¬ 
missioner,  affecting  .premises  723  Seventh  avenue,  north¬ 
west  corner  West  48th  street  (Block  No.  1001,  Lot  No. 
1),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  Fire  Commissioner  No. 
1623-LC,  dated  June  5,  1936,  reads: 

“2.  Provide  an  approved  closed  circuit  interior 
fire  alarm  system  throughout  all  portions  of  the  build¬ 
ing  occupied  as  a  motion  picture  studio  as  per  section 
245,  subdiv.  9,  chap.  10,  Code  of  Ordinances. 

3.  Provide  an  approved  rate  of  rise  or  other  ap¬ 
proved  fire  alarm  system  with  direct  connection  to  a 
central  office  of  one  of  the  operating  fire  alarm  com¬ 
panies  or  fire  alarm  telegraph  central  station  and 
protecting  the  open  studio  floor,  etc.,  as  per  section 
245,  subdiv.  9,  chap.  10,  Code  of  Ordinances. 

4.  Provide  one  or  more  trained  men  regularly  em¬ 
ployed  as  fire  guardians  as  per.  section  245,  subdiv.  7, 
chap.  10,  Code  of  Ordinances.” 

and 

Whereas,  the  building,  which  was  erected  in  1918,  is 
fireproof,  12  stories  (140  ft.)  in  height,  50  ft.  by  66  ft.  in 
area,  located  in  a  retail  use  district,  occupied  as  follows : 
1st  floor — restaurant,  40  persons;  2nd  floor — offices  and 
beauty  parlor,  8  persons ;  3rd  floor — offices,  5  persons ;  4th 
floor — film  laboratory,  15  persons;  5th  floor — film  export¬ 
ers,  15  persons ;  6th  floor — offices,  9  persons ;  7th  floor — of¬ 
fices,  5  persons ;  8th  floor — offices  and  film  cutting  room,  5 
persons ;  9th  floor — offices,  2  persons ;  10th  floor — offices,  4 
persons;  11th  floor — offices,  8  persons;  12th  floor — motion 
picture  studio,  projection  room  and  offices,  3  persons; 
penthouse — photograph  studio  and  office  of  building,  3 
persons ;  and 

Whereas,  under  Cal.  No.  134-36-A,  the  board  granted  a 
variation  of  section  245,  subdiv.  1,  chap.  10  of  the  Code 
of  Ordinances,  so  as  to  permit  the  use  of  the  premises 
(12th  floor)  as  a  motion  picture  studio  on  condition  that 
the  occupancy  comply  in  all  other  respects  to  all  laws,  rules 
and  regulations  applicable  thereto ;  and 

Whereas,  Certificate  of  Occupancy  No.  2717-1921  permits 
the  building  to  be  occupied  as  follows : 

First  floor — stores,  30  persons. 

Second  to  Twelfth  Floors — Offices,  30  persons. 

Penthouse — Film  vault,  no  persons. 

and 


Whereas,  the  applicant  contends  that  this  is  virtually 
the  same  appeal  as  that  already  decided  by  the  Board 
under  Cal.  No.  134-36-A;  that  similar  permission  has  been 
granted  by  the  board  in  the  matter  of  Reeves  Studio,  Inc., 
1600  Broadway,  New  York  City. 

Resolved,  that  the  order  of  the  Fire  Commissioner,  No. 
1623-LC,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted  on  condition  that  the  conditions 
imposed  in  Cal.  No.  134-36-A  shall  be  complied  with;  that 
the  motion  picture  studio  thereunder  permitted  shall  not 
be  increased  in  size  and  that  the  occupancy  of  the  pent 
house  above  this  motion  picture  studio  shall  not  be 
changed  from  its  present  occupancy,  a  photographic  stu¬ 
dio,  and  that  there  shall  be  no  direct  opening  from  the 
motion  picture  studio  on  the  12th  floor  to  the  pent  house 
occupancy  other  than  the  building  stairways. 


195-36- A. 

APPLICANT — Victor  L.  S.  Hafner,  for  John  Wanamak- 
er,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 756-770  Broadway,  west  side 
of  4th  avenue,  between  East  8th  street  and  East 
9th  street  (Block  No.  554,  Lot  Nos.  1  and  9), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Victor  L.  S.  Hafner  and  J'.  Rugles. 
For  Administration :  None. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(195-36-A) 

Whereas,  Victor  L.  S.  Hafner,  for  John  Wanamaker, 
owner,  filed  June  12,  1936.  an  appeal  from  a  decision  of 
the  commissioner  of  buildings,  affecting  premises  756-770 
Broadway,  west  side,  4th  avenue,  between  East  8th  and 
East  9th  streets  (Block  No.  554,  Lot  Nos.  1  and  9),  Bor¬ 
ough  of  Manhattan;  and 

\\  hereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  14,  1936,  (re  App.  No.  1197-1936),  reads: 

“2.  Show  whether  there  are  any  other  marquises  on 
this  front.  Total  length  of  marquise  may  not  exceed 
75  per  cent  of  frontage;  no  marquise  may  be  more 
than  50  ft.  in  length  with  4  ft.,  between  two  or  more 
marquises.  Marquises  may  not  exceed  more  than  2 
ft.  6  in.  beyond  door  openings.  Show  openings.” 
“Reconsideration  has  been  denied.” 

and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
having  a  frontage  of  188  ft.  on  Broadway,  327  ft.  on  9th 
street,  187  ft.  10  in.  on  4th  avenue  and  339  ft.  on  8th 
street;  OCCUPIED  as  a  department  store  (Wanamak- 
er’s)  ;  and 

Whereas,  it  is  proposed  to  erect  a  marquise  on  the  4th 
avenue  front  of  the  premises;  the  proposed  marquise  is  62 
ft.  1J4  in.  long  and  extends  a  distance  of  18  ft.  beyond 
the  door  opening;  and 

Whereas,  appellant  contends  that  the  building  is  equip¬ 
ped  throughout  with  a  sprinkler  system;  that  owing  to 
structural  conditions  the  columns  supporting  the  marquise 
in  the  front  wall  of  the  building  are  located  20  ft.  5  in.  on 
centers,  it  is  practically  necessary  that  the  marquise  be 
longer  than  50  ft. ;  that,  as  the  marquise  is  primarily  con¬ 
structed  to  shelter  customers  waiting  for  buses,  etc.,  it  is 
necessary  to  extend  it  beyond  2  ft.  6  in.  from  the  door 
openings, 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  in  connection  with  App.  No.  1197-1936,  be  and  it 
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hereby  is  modified  and  that  the  appeal  be  and  it  hereby  is 
granted,  permitting  the  marquise  of  the  size,  length  and 
width  as  proposed  and  as  indicated  on  plans  filed  with 
this  appeal,  on  condition  that  the  marquise  shall  in  all  other 
respects  comply  with  the  building  code  requirements,  sec¬ 
tion  170,  subdivision  4i  and  that  there  shall  ^be  no  adver¬ 
tising  upon  the  marquise  except  the  name  “John  Wana- 
maker”  on  the  front  and  northerly  and  southerly  ends  and 
a  single  line  of  electric  lights. 


204-36-A. 

APPLICANT— Samuel  Plumer,  for  Eva  Rosenbush, 
owner.  .  . 

SUBJECT— Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— Southeast  corner  of  Astoria 
boulevard  and  110th  street  (Block  No.  1704,  Lot 
Nos.  172-182),  Corona,  Borough  of  Queens. 

APPEARANCES—  ,  T  .  „  , 

For  Applicant — Samuel  Plumer  and  Louis  Lcker- 

man. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(204-36-A) 

Whereas,  Samuel  Plumer,  for  Eva  Rosenbush,  filed  on 
June  29,  1936,  an  appeal  from  an  order  of  the  Commis¬ 
sioner  of  Buildings  affecting  premises  south  side  of  Asto¬ 
ria  boulevard,  between  110th  (52nd)  street  and  111th 
(53rd)  street  (Block  No.  1704,  Lot  Nos.  172-182),  Corona, 
Borough  of  Queens;  and 

Whereas,  the  order  of  the  Commissioner  of  Build¬ 
ings,  Violation  No.  921-1935,  dated  September  23,  1935, 

reads  as  follows : 

“You  will  please  take  notice  that  there  exists  a 

violation  of  the  Building  Code  at  the  premises  here¬ 
inafter  described,  in  that 

Failing  to  stop  work  upon  notification  of  Plan  No. 
NB  1681-34  being  revoked. 

You  are  therefore  ordered  and  directed  by  me  to 
stop  all  work  in  connection  with  this  operation  until 
the  law  has  been  complied  with.” 

Whereas,  at  the  meeting  of  the  Board  held  on  June  30, 
1936,  the  rules  of  procedure  were  waived  so  as  to  accept 
this  appeal  from  an  order  more  than  30  days  old ;  and 
Whereas,  the  premises  in  question  are  located  in  a 
business  district  and  consist  of  a  plot  250.42  ft.  front  by 
141.26  feet  in  depth,  upon  which  there  has  been  erected 
three  tanks  and  six  pumps  and  upon  which  it  is  proposed 
to  erect  a  metal  building  one  story  13  ft.  in  height,  50  ft. 
front  by  24  ft.  in  depth,  the  entire  premises  to  be  occupied 
as  a  gasoline  station ;  and 

Whereas,  the  applicant  contends  that  on  October  2, 
1934,  New  Building  Plan  No.  1681-34  was  filed  and  on 
October  8,  1934  approved  by  the  Commissioner  of  Build¬ 
ings.  At  that  time  the  property  was  in  an  unrestricted 
district.  On  July  15,  1935  the  present  owner  acquired 
title.  On  August  5,  1935  a  building  permit  was  issued 
to  the  present  owner  who  subsequently  entered  into  con¬ 
tracts  for  the  construction  of  the  proposed  gasoline  sta¬ 
tion,  as  a  result  of  which  work  was  commenced  on  Aug¬ 
ust  7,  1935  and  the  grading  and  excavations  were  com¬ 
pleted  on  August  13,  1935  and  concrete  base  was  laid  in 
three  tank  holes  and  three  tanks  were  set  on  base.  This 
work  was  completed  August  15,  1935  and  inspected  by  the 
Fire  Department,  Bureau  of  Combustibles,  on  August  20 
and  by  the  Fire  Prevention  inspector  of  the  Department 
of  Buildings  about  two  days  later.  During  the  following 


week  fill  vent  and  suction  lines,  feed  valves  and  stack 
lines  were  installed  and  inspected  by  an  inspector  of  the 
Bureau  of  Combustibles,  Fire  Department.  On  August  28, 
1935,  a  concrete  wall  was  constructed  around  the  tanks 
and  tanks  covered  to  grade  level.  On  September  4  and 
5,  1935,  six  pumps  were  connected  and  concrete  islands 
constructed  for  same.  On  September  9,  1935  application 
was  made  for  a  combustible  permit  to  sell  gasoline,  and 
on  September  14,  1935  inspection  was  made  of  prem¬ 
ises,  hose  and  nozzles  as  well  as  certificate  of  fitness  which 
had  been  issued  to  the  owner  and  the  sum  of  $60.00  was 
paid  to  the  Fire  Department,  for  which  receipt  No. 
1375536  was  issued  on  September  17,  1935  and  Fire  De¬ 
partment  permit  No.  40610  was  delivered  by  the  Bureau  of 
Combustibles.  This  permit  covers  three  buried  tanks  with 
a  capacity  of  1650  gallons  of  gasoline  and  50  gallons  of 
lubricating  oil.  On  September  18,  1935,  excavation  was 
commenced  for  footing,  foundation  for  office  and  supply 
building  and  grease  pits.  This  work  was  completed  on  or 
about  September  27,  on  which  date  Inspector  Rice  of  the 
Department  of  Buildings  requested  all  that  work  be 
stopped.  That  although  Inspector  Rice  had  inspected  the 
work  in  progress  on  several  occasions  between  August  7 
and  September  27,  the  notice  given  by  him  on  October  27, 
58  days  after  the  permit  was  issued,  was  the  first  intima¬ 
tion  to  anyone  connected  with  the  job  that  there  was  any 
violation.  The  notice  of  revocation  was  served  on  the 
attorney  for  the  owner  on  September  25,  1935,  but  was 
not  brought  to  the  owner’s  attention  until  September  28, 
1935,  the  date  upon  which  Inspector  Rice  told  the  fore¬ 
man  of  the  existence  of  the  violation.  It  is  nowhere  con¬ 
tended  by  the  Commissioner  of  Buildings  that  there  was 
any  false  statement  or  misrepresentations  as  to  the  mate- 
fact  in  the  application  upon  which  the  permit  or  ap¬ 
proval  was  based,  nor  is  there  any  contention  that  the 
owner  knew  of  the  use  district,  ft  was  not  only  after 
the  receipt  of  the  notice  of  revocation  of  permit  that 
owner  learned  of  the  change  of  use  district  made  in 
December  1934,  from  unrestricted  to  business  use;  and 

Whereas,  the  applicant  further  contends  that  a  permit 
having  been  issued  pursuant  to  the  Code  of  Ordinances, 
it  can  only  be  revoked  by  the  Commissioner  of  Buildings 
where  there  was  a  false  statement  or  misrepresentation 
of  any  fact  in  the  application  upon  which  it  was  issued, 
and  substantial  improvements  having  been  made  under  the 
permit  issued,  the  Commissioner  of  Buildings  was  without 
power  to  revoke  same ;  and 

Yv^hereas,  that  the  power  of  the  Commissioner  of  Build¬ 
ings  to  revoke  permits  is  limited  to  section  4,  subdivision 
7  of  article  1,  chapter  5  of  the  Code  of  Ordinances,  that 
the  owner  has  already  incurred  an  expense  of  $4,500  for 
improvements  besides  the  original  investment  in  the  land 
and  incurred  additional  obligations  to  the  extent  of  seven 
thousand  dollars  on  the  strength  of  the  permit  to  build; 
and 

Whereas,  the  change  of  zone  affecting  the  premises 
under  appeal  was  validly  effected  by  the  Board  of  Esti¬ 
mate  and  Apportionment  in  December,  1934,  and  given 
due  and  legal  publication  in  the  City  Record  of  the  City 
of  New  York  immediately  thereafter;  and 

Whereas,  the  Board’s  attention  has  been  directed  to 
the  decision  of  the  Court  of  Appeals  in  the  “Matter  of  Eva 
Rosenbush  against  Frank  C.  Keller  as  Commissioner  of 
Buildings,”  dated  Mav  26,  1936,  wherein  that  court  sus¬ 
tained  a  denial  of  petitioner’s  (applicant  here)  application 
for  a  peremptory  order  of  mandamus  against  the  Com¬ 
missioner  and  said  in  part,  “That  Board  is  also  empowered 
on  a  proper  application  to  consider  the  argument  here 
made  on  the  basis  of  unnecessary  hardship”;  and 

Whereas,  the  Board  had  before  it  and  considered  (as 
it  is  empowered)  and  made  part  of  this  record  the  peti¬ 
tion  of  Eva  Rosenbush  together  with  the  exhibits  in  sup¬ 
port  of  her  motion  as  well  as  affidavit  of  Frank  C.  Keller 
and  the  exhibits  in  opposition  to  that  motion,  as  well  as 
the  opinion  of  all  the  courts;  and 


MINUTES 


Whereas,  the  sole  purpose  of  this  appeal  is  to  deter¬ 
mine  the  validity  of  the  revocation  of  the  permit,  no 
question  of  a  zoning  variance  being  involved ;  and 

.  Whereas,  in  the  opinion  of  the  Board,  the  Commis¬ 
sioner  of  Buildings,  had  the  power  to  revoke  the  building 
permit  here  involved  in  view  of  the  facts  here  presented. 

Resolved,  that  the  order  of  the  Commissioner  of  Build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  appeal  be  and 
it  hereby  is  denied. 


200-36-A. 


APPLICANT — Daniel  Marshall  for  Tidewater  Oil  Com¬ 
pany,  owner  of  truck. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner  affecting  the  use  of  a  gravity  tank  truck 
for  transportation  and  delivery  of  gasoline. 

PREMISES  AFFECTED — World’s  Fair  Site  (Flushing 
Meadows),  Corona,  Borough  of  Queens 
APPEARANCES— 

For  Applicant:  Daniel  Marshall. 

For  Administration:  Inspector  Hille,  Fire  Dept. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum .  3 

Negative:  Assistant  Chief  Walsh  . ’  1 

Absent  .  0 


THE  RESOLUTION— 

(200-36-A) 

Whereas,  Daniel  Marshall  on  behalf  of  Tidewater  Oil 
Company,  owner  of  truck  herein  involved,  filed  by  author¬ 
ity  of  the  park  commissioner  an  appeal  on  June  29,  1936, 
from  an  order  of  the  fire  commissioner  affecting  the  use 
of  a  gravity  tank  truck  for  the  transportation  and  deliv- 
ery  of,  gasoline  for  contractors’  machinery  located  on  the 
World’s  Fair  site,  specifically,  northwest  corner  of  Corona 
avenue  and  58th  street,  Flushing  Meadows,  (Block  No. 
209,  Lot  No.  51),  Corona,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
26,  1936,  Order  No.  1951-LC,  reads  as  follows: 

“An  inspection  of  truck  No.  132400  on  a  Ford  chassis 
Model  AA,  year  1934,  with  engine  957336,  on  which  is 
mounted  a  two  compartment  Heil  gravity  type  tank, 
used  by  you  for  the  transportation  or  delivery  of  gaso¬ 
line  on  the  World’s  Fair  Grounds,  Borough  of  Queens, 
City  of  New  York,  shows  that  it  does  not  comply  to 
the  specifications  for  tank  trucks  of  the  fire  commis¬ 
sioner  approved  May  20th,  1933  and  amended  July 
18th,  1935,  in  the  following  particulars : 

1.  File  complete  specifications  of  the  truck  with 
detail  construction  drawings  showing  the  plan  and 
elevation  of  the  tank  and  the  carrying  capacity  of  the 
chassis.  Section  1.10.  (The  tank  and  chassis  does  not 
conform  to  Sections  5  as  to  thickness  of  metal  and 
construction  and  to  Section  23  as  to  chassis  weight.) 

3.  Discontinue  present  method  of  discharge  and  sub¬ 
stitute  or  provide  methods  as  required  of  Section  3  of 
the  specifications  for  gasoline  tank  trucks. 

6.  Install  a  fusible  device  which  will  fuse  at  165° 
F.  on  the  door  of  control  box.  Section  5.4. 

9.  Provide  a  combination  breather  and  relief  valve 
for  each  compartment.  The  relief  valve  through  area 
to  be  of  not  less  than  1J4  inches  in  diameter,  held  nor¬ 
mally  closed  by  a  spring  tension  of  not  less  than  5 
pounds  per  square  inch.  The  breather  valve  shall  have 
a  through  area  of  at  least  inch  diameter  and  be 
held  normally  closed  by  spring  tension.  The  inlet  and 
outlet  of  each  combination  shall  be  protected  by  40  x 
40  wire  mesh  screens.  Section  6.1.” 

14.  Mount  tank  on  the  chassis  to  prevent  twisting 
strain  by  the  twisting  of  the  chassis  frame.  Section 

15.  Mount  tank  on  the  chassis  so  as  to  eliminate 
shifting  or  twisting  of  the  tank  in  its  mounting  Sec¬ 
tion  10.1. 
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16.  Provide  incombustible  sills  or  cradles  to  sup¬ 
port  the  tank.  Section  10.1. 

17.  Provide  rectangular  stiffeners  or  cradles,  which 
shall  extend  the  full  length  of  the  tank,  effectively 
braced  and  welded  to  the  tank  body.  Secton  10.2. 

18.  Provide  steel  bumpers  on  front  and  rear  end  of 
the  strength  equal  to  6-inch  steel  channels,  weighing 
wl/2  pounds  per  foot.  Section  11.1.” 

23.  Equip  vehicle  to  conform  to  Sections  14.1-14.2- 
1.5- 1-1 5.2- 1 8. 1  18.3  and  Section  19  of  these  specifica¬ 
tions. 

24.  File  detail  chassis  specifications,  drawings  and 
an  affidavit  from  the  manufacturer,  satisfactory  to  the 
fire  commissioner,  that  the  chassis  is  adequate  and 
suitable  to  transport  the  tank  and  its  contents  in  New 
York  City.  Section  24.1.” 

and 

Whereas,  the  Tidewater  Oil  Company,  owner  of  the 
truck  herein  has  contracted  to  supply  gasoline  to  the  grad¬ 
ing  contractor  at  the  World’s  Fair  site;  and 

Whereas,  the  equipment  to  be  supplied  consists  of  large 
gasoline  shovels,  truck  tractors,  road  graders  and  trucks- 
and 

Whereas,  it  is  proposed  to  use  the  400  gallon  gasoline 
tank  truck  mounted  on  a  standard  chassis,  1  °/2  tons  chassis, 
the  tank  to  be  constructed  of  No.  10  gauge  metal  divided 
mto  two  compartments  of  200  gallons  each ;  It  is  proposed 
to  discharge  from  the  truck  by  means  of  hand,  installed 
at  the  end  of  a  20  foot  hose  line;  and 

Whereas,  it  is  proposed  to  fill  the  truck  from  a  bat¬ 
tery  of  eight  550  gallon  tanks  and  4  pumps  installed  on 
the  premises  at  111-35  Corona  avenue,  which  is  located  in 
an  unrestricted  use  district;  and 

Whereas,  the  applicant  contends  that  a  great  deal  of 
time  would  be  lost  in  the  operation  of  the  contract  if  the 
permit  herein  sought  is  not  granted, 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
1951-LC,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  truck  under  ap¬ 
peal  to  be  used  for  a  period  of  three  months,  on  condition 
that  the  wiring  as  required  by  Sections  15.1  and  15.2,  shall 
be  made  to  comply  with  the  rules  and  that  the  truck  shall 
be  used  exclusively  on  the  site  of  the  proposed  World’s 
Fair. 


216-34-A. 

APPLICANT — George  E.  Strehan,  for  A.  R.  Haeuser 
Co.,  lessee. 

SUBJECT — Application  for  reopening — extension  of  per- 
mif  re  Appeal  from  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 52-64  Warren  street,  south 
side,  214  ft.  west  of  Columbia  street  (Block  No. 
303,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  George  E.  Strehan. 

A  ____  For  Administration— Inspector  Meyer,  Fire  Dept. 

TOE  VOTE  TO  rIo?In  rned  ^  eXte"ded' 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum .  3 

Negative  :  Assistant  Chief  Walsh . .’ .’  1 

Absent  .  q 

THE  VOTE  TO  EXTEND  PERMIT— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum .  3 

Negative  .  g 

Not  Voting :  Assistant  Chief  Walsh 1 
THE  RESOLUTION— 

(216-34-A) 

.  Whereas,  this  appeal  from  an  order  of  the  fire  commis¬ 
si®11^  affecting  premises  52-64  Warren  street,  south  side 
214  ft.  west  of  Columbia  street  (Block  No.  303,  Lot  No. 
1),  Borough  of  Brooklyn,  was  granted  by  the  board  June 


MINUTES 


18,  1935,  on  certain  conditions  and  appellant  requested  an 
extension  of  the  permit. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  on  June  18,  1935,  to 
extend  the  permit  granted  therein  for  a  period  commencing 
with  the  date  of  that  action,  namely  June  18,  1935,  until 
June  27,  1937;  that  other  than  as  amended  herein  as  to 
term  of  permit,  the  resolution  adopted  by  the  board  on 
June  18,  1935,  shall  be  complied  with  in  all  respects. 


161-36-A. 

APPLICANT — Stern  Bros.,  lessees. 

SUBJECT — Application  for  approval  of  plans  in  accord¬ 
ance  with  resolution  adopted  on  June  23,  1936. — 
re  Appeal  from  a  decision  of  the  commissioner  of 
buildings  and  the  board  of  buildings. 

PREMISES  AFFECTED — 31-45  West  42nd  street,  north 
side,  208  ft.  east  of  Sixth  avenue,  36-68  West  43rd 
street  and  1110-1116  Sixth  avenue,  southeast  cor¬ 
ner,  (Block  No.  1258,  Lot  No.  9),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  H.  C.  Bowman  and  G.  Lazarus. 

ACTION  OF  BOARD — Appeal  reopened,  resolution 


amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum .  3 

Negative:  Assistant  Chief  Walsh .  1 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  .  3 

Not  Voting:  Assistant  Chief  Walsh .  1 

Absent  .  0 

THE  RESOLUTION— 

(161-36-A) 


Whereas,  Stern  Brothers,  lessees,  filed  June  1,  1936,  an 
appeal  from  decisions  of  the  commissioner  of  buildings 
and  the  Board  of  Buildings,  affecting  premises  31-45  West 
42nd  street,  N.S.  208  ft.  East  of  6th  avenue,  36-68  West 
43rd  street  and  1110-1116  6th  avenue,  southeast  corner, 
(Block  No.  1258,  Lot  No.  9),  Borough  of  Manhattan;  and 
Whereas,  this  appeal  was  granted  by  the  board  June 
23,  1936  subject  to  the  submission  of  working  drawings 
carrying  out  the  recommendations  of  the  committee  and 
subject  to  such  further  conditions  as  the  board  may  see 
fit  to  require  after  said  drawings  are  submitted ;  and 
Whereas,  the  appellant  has  submitted  the  working 
drawings ;  and 

Whereas,  in  accordance  with  the  opinion  of  the  Cor¬ 
poration  Counsel,  the  board  of  buildings  are  not  vested 
with  power  to  vary  the  requirements  of  the  Building  Code 
as  was  provided  in  resolution  adopted  by  that  board  on 
May  7,  1936  under  its  calendar  A-198-36;  and 
Whereas,  the  board  deemed  that  the  appeal  from  the 
decision  of  the  commissioner  of  buildings  should  be 
granted  on  condition, 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified  and  the  appeal  be  and  it 
hereby  is  granted,  subject  to  plans  submitted  and  hereby 
approved,  so  as  to  permit  the  installation  of  escalators  in 
the  building  under  appeal,  on  condition  that  the  installa¬ 
tion  shall  be  of  fireproof  construction  throughout;  that 
the  steel  baffles  shall  be  constructed  as  indicated  on  plans ; 
that  the  sprinkler  curtain  shall  be  installed  with  heads  as 
indicated  in  addition  to  the  present  sprinkler  system ;  that 
where  any  sprinkler  heads  are  closer  together  than  4  ft. 
a  metal  reflector  shall  be  installed  at  each  such  head  to 
prevent  water  cooling;  that  the  roller  shutter  at  the  top 
of  each  opening  per  floor  shall  be  constructed  as  shown 
and  made  so  as  to  be  readily  operated  by  hand  with  the 
use  of  a  hook  with  a  pole  handle,  one  of  such  hooks  to  be 


at  all  times  accessible  at  each  escalator  run  and  with  glass 
frames  and  instructions  located  adjacent  explaining  the 
purpose  of  the  hook ;  that  a  gong,  as  indicated,  shall  be 
installed  at  each  escalator  run,  operated  by  means  of  push 
buttons  located  centrally,  two  to  a  floor,  the  pushing  of 
any  such  button  to  ring  gongs  on  all  floors  closing  esca¬ 
lators  ;  that  instructions  to  all  superintendents  and  section 
managers  shall  include,  in  addition  to  general  instructions 
as  to  use  of  fire  extinguishing  equipment  and  exits  in  case 
of  fire,  instruction  and  drill  as  to  closing  escalator  shaft 
curtains  so  that  responsibility  will  at  all  times  be  fixed  on 
attendants  on  each  floor  to  the  end  that  curtains  are  im¬ 
mediately  closed  upon  the  sounding  of  the  gong  signal ; 
that  the  closing  of  curtains  shall  automatically  stop  all 
escalators ;  that  this  variance  is  granted  only  so  long  as  the 
building  is  occupied  as  a  department  store  by  Stern 
Brothers  and  only  so  long  as  fire-extinguishing  equipment 
and  exits  thereto  are  maintained  to  the  satisfaction  of  the 
administrative  official  having  jurisdiction. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
199-36-SA. 

APPLICANT — Sunstrand  Machine  Tool  Co.,  owner. 
SUBJECT — Sundstrand  Fuel  Unit  (Pump),  Model  No. 

7-0 B,  approval  of. 

APPEARANCES— 

For  Applicant:  J.  P.  Farley. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board. 


201-36-SA. 

APPLICANT — American  Stove  Company,  owner. 

SUBJECT — Quick  Heat  Pot  Type  Radiant  Heater,  Mod¬ 
els  316-0,  316-1,  319-0,  319-1,  326-0,  326-1,  329-0 
and  329-1,  approval  of. 

APPEARANCES— 

For  Applicant :  C.  S.  Rogers. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board. 


202-36-SA. 

APPLICANT — American  Stove  Company,  owner. 
SUBJECT — Quick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228:2,  238-1  and  238-2, 
approval  of. 

APPEARANCES— 

For  Applicant :  C.  S.  Rogers. 

ACTION  OF  BOARD — Application  placed  on  Reserve 
Calendar  and  referred  to  engineer  of  the  board. 


117-34-SA. 

APPLICANT — General  Oil  Heating  Corp.,  owner. 

SUBJECT — Carter  Oil  Burner,  Models  4X  and  5X — Ap¬ 
plication  for  reopening — amendment  to  include 
approval  of  Models  6X  and  10X. 
APPEARANCES— 

For  Applicant :  William  O.  Brooks. 

ACTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


1149-27-SA. 

APPLICANT — Enterprise  Engineering  Co.,  Inc.,  of  N.  Y. 
SUBJECT — Enterprise  Rotary  Fuel  Oil  Burner — Applica¬ 
tion  for  reopening — Amendment  of  resolution. 


MINUTES 


APPEARANCES— 

For  Applicant:  H.  M.  Ficken  and  E.  R.  Clarke. 
ACTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


231-35-SA. 

APPLICANT — A.  Jay  Kates,  owner. 

SUBJECT — Sealtite  Fill  Pipe  Terminal  for  Fuel  Oil — 
Application  for  reopening — Amendment  of  resolu¬ 
tion  to  include  approval  for  gasoline. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 


1 42-36- S  A. 

APPLICANT — Lochinvar  Corporation,  owner. 

SUBJECT — Lochinvar  Oil  Burning  Unit,  approval  of. 
APPEARANCES— 

For  Appplicant:  Samuel  Haim. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE : 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  o 


THE  RESOLUTION— 

(142-36-SA) 

Whereas,  Lochinvar  Corporation,  owner,  filed  May  18, 
1936,  an  application  of  the  Board  of  Standards  and’ Ap¬ 
peals,  for  approval  of  the  device  known  as  the  Lochinvar 
Oil  Burning  Unit ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board 
supplemented  by  that  of  the  representatives  of  the  Bu¬ 
reau  of  Combustibles  was  substantially  as  follows: 

This  is  a  natural  draft  pot  type  oil  burner,  which 
is  designed  and  assembled  as  an  integral  part  of  a 
hot  air  heating  unit.  The  essential  parts  consist  of 
a  hot-air  furnace  burner  constant  level  valve  and 
strainer,  an  airstat  and  a  Solenoid  valve  manufactured 
by  the  Russel  Electric  Company. 

Oil  Supply: 

The  oil  supply  for  this  burner  will  be  either  a 
properly  installed  275-gallon  gravity  tank  or  any  other 
approved  storage  system.  The  oil  flows  from  the 
tank  through  the  strainer,  then  through  a  float  oper¬ 
ated  valve  which  prevents  any  abnormal  discharge 
of  oil  to  the  burner. 

Ignition:  Manual. 

Safety  Control: 

Anti-flooding  device  which  consists  of  a  trip  bucket 
so  equipped  that  in  case  the  float  in  oil  control  cham¬ 
ber  failed  to  operate  or  in  case  of  no  ignition  when 
oil  level  is  reached  in  burner  pot,  it  will  then  flow  into 


trip  bucket  and  trip  a  lever  which  will  close  needle 
valve  and  prevent  any  further  flow  of  oil  into  burner. 
Thermostat: 

Minneapolis  Honeywell  Thermostat  which  regulates 
the  operation  of  the  burner  relative  to  the  tempera¬ 
ture  desired  in  the  house.  Solenoid  valve  is  connected 
to  the  thermostat,  and  when  the  desired  temperature 
is  reached  the  burner  is  shut  down  and  operates  on  a 
low  flame.  The  airstat  is  connected  to  the  crown 
of  the  heating  unit  and  prevents  the  hot  air  furnace 
from  being  excessively  heated.  The  burner  and  con¬ 
trols  were  tested  under  actual  operating  conditions 
for  approximately  a  period  of  90  minutes,  and  during 
this  time  the  controls  functioned  as  designed.  This 
burner  unit  is  designed  also  to  be  equipped  with  a 
blower  which  forces  the  hot  air  through  the  heating 
ducts.  1  his  burner  unit  is  designed  for  use  of  No.  1 
Commercial  Fuel  Oil  and  has  been  approved  bv  the 
National  Board  of  Fire  Lffiderwriters  on  February  17, 
1936. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  above-mentioned  hot  air  furnace 
burner  unit  be  approved  for  domestic  use  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Lochinvar  Oil 
Burning  Unit,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals,  and  when  used  with  fuel  oil  not  heavier  than 
No.  1  for  domestic  use,  on  condition  that  there  shall  be 
permanently  attached  to  each  burner  installed  a  label 
reading : 

NOTICE 
Approved  bv  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  142-36-SA. 


143-36-SA. 

APPLICANT — Lochinvar  Corporation,  owner. 
SUBJECT— Lochinvar  Automatic  Oil  Burning  Water 
Heater,  approval  of. 

APPEARANCES— 

For  Applicant:  Samuel  Haim. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 
Wlth  report  of  engineer  of  the  board 
THE  VOTE  TO  APPROVE— 

Affirmative  .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  .  q 

THE  RESOLUTION— 

(143-36-SA) 

Whereas  Lochinvar  Corporation,  owner,  filed  May  18, 
1936,  an  application  with  the  Board  of  Standards  and  Ap¬ 
peals,  for  approval  of  the  device  known  as  the  Lochinvar 
Automatic  Oil  Burning  Water  Heater ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De- 
partment  for  test  and  report ;  and 

Whereas  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  was  substantially  as  follows: 

This  is  a  natural  draft  pot  type  oil  burner  which  is 
designed  and  assembled  as  an  integral  part  of  a  water 
heater  in  one  unit.  Essential  parts  consist  of  water 
tank,  burner,  thermostatic  valve,  constant  level  valve 
and  strainer. 

Oil  Supply: 

The  oil  supply  for  this  burner  will  be  either  a  prop¬ 
erly  installed  275  gallon  gravity  tank  or  any  other 
approved  storage  system. 
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From  Shut-off  valve  at  burner  oil  passes  through 
strainer,  then  through  a  float  operated  valve  which 
prevents  abnormal  discharge  of  oil  to  burner. 

Ignition — Manual. 

Safety  Controls — Anti-flooding  device  which  consists 
of  a  trip  bucket  so  equipped  that  in  case  the  float  in 
oil  control  chamber  failed  to  operate  or  in  case  of  no 
ignition  when  oil  level  is  reached  in  burner  pot  it  will 
then  flow  into  trip  bucket  and  trip  a  lever  which  will 
close  needle  valve  and  prevent  any  further  flow  of  oil 
into  burner. 

Thermostatic  valve  which  regulates  the  oil  feed  in 
accordance  with  the  temperature  of  the  water  in  the 
water  tank;  when  water  reaches  a  required  tempera¬ 
ture  the  operation  of  valve  cuts  off  burner. 

This  burner  was  tested  under  actual  working  condi¬ 
tions  and  it  was  found  that  the  controls  functioned  as 
designed.  In  recommending  this  hot  water  heater  unit 
for  approval,  it  is  suggested  that  certain  requirements 
be  carried  out  in  their  installation  and  incorporated 
upon  their  instruction  cards  and  that  this  approval  be 
not  final  until  a  copy  of  said  instruction  card  be  filed 
for  approval  with  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Lochinvar  Auto¬ 
matic  Oil  Burning  Water  Heater,  for  use  in  domestic  in¬ 
stallations  when  installed  in  accordance  with  above  report 
and  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals,  and  with  the  following  additional  requirements  : 

1.  Floor  beneath  oil  burner  device  shall  be  protected 
by  a  shield  of  at  least  ^4-inch  asbestos  or  other  equiva¬ 
lent  material,  this  shield  to  extend  at  least  12  inches 
beyond  the  outline  of  the  stove  or  range  in  which  the 
device  is  installed. 

2.  The  device  shall  bear  a  label  permanently  at¬ 
tached  thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  Citv 
UNDER  CAL.  NO.  143-36-SA 

3.  The  hot  water  unit  shall  be  connected  to  a  legal 
chimney  and  smoke  pipe  shall  be  equipped  with  an 
automatic  draft  adjuster. 

4.  The  manufacturer  or  installer  of  this  burner 
shall  within  48  hours  after  each  installation,  notify  the 
fire  department  in  writing  of  the  name  of  the  person 
to  whom  this  burner  was  sold  and  the  address  of  the 
premises  where  installed. 

5.  The  fuel  oil  used  in  this  device  shall  be  range  oil 
or  No.  1  fuel  oil. 


160-36-SA. 

APPLICANT — Irving  T.  Hecht,  agent  for  Silent  Glow  Oil 
Burner  Corp.,  owner. 

SUBJECT— Sealdheet  Oil  Burner,  Model  SH,  approval  of. 
APPEARANCES— 

For  Applicant :  Irving  T.  Hecht. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(160-36-SA) 

Whereas,  Irving  T.  Hecht,  agent  for  Silent  Glow  Oil 
Burner  Corp.,  owner,  filed  June  1,  1936.  an  application 
with  the  Board  of  Standards  and  Appeals,  for  approval 
of  the  device  known  as  the  Sealdheet  Oil  Burner,  Model 
SH ;  and 


Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  Board 
supplemented  by  that  of  the  representatives  of  the  Bu¬ 
reau  of  Combustibles  was  substantially  as  follows : 

This  burner  is  of  the  pressure  atomizing  type  and 
consists  of  the  following  assembly : 

Ohio  Motor,  1/20  H.P. 

Blade  type  fan  manufactured  by  the  manufacturer 
of  burner. 

Tuthill  pump. 

Detroit  lubricator  regulating  valve  and  strainer. 

Eddington  or  Monarch  nozzle. 

Ignition— Electric,  Jefferson  Transformers. 

Controls — Minneapolis  Honeywell  Protectorelay 

R117-3  and  pressuretrol  L404. 

With  the  oil  supply  shut  off,  the  burner  was  oper¬ 
ated  with  a  cold  combustion  chamber  and  the  con¬ 
trols  shut  down  the  burner  in  70  and  74  sec.  respective¬ 
ly  on  two  successive  tests.  The  burner  was  then  put 
in  normal  operation  for  45  minutes,  and  during  this 
time  the  flame  was  clean  and  free  from  smoke.  Ex¬ 
amination  of  the  combustion  chamber  *kowed  no  un¬ 
due  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  rec¬ 
ommended  ‘that  the  Sealdheet  Oil  Burner,  Model  SH, 
be  approved  for  domestic  and  commercial  use  when 
installed  in  accordance  with  the  provisions  of  the 
Oil  Burner  Rules  adopted  by  the  Board  of  Standards 
and  Appeals,  with  fuel  oil  not  heavier  than  No.  3, 
U.  S.  Dept,  of  Commerce  Standards. 

Resolved,  that  the  Board  of  Standards  and  Appeal's  does 
hereby  approve  the  device  known  as  Sealdheet  Oil  Burner, 
Model  SH,  for  domestic  and  commercial  installations, 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals,  for  use  with 
fuel  not  heavier  than  No.  3  U.  S.  Department  of  Com¬ 
merce  Standards,  and  that  there  shall  be  permanently  at¬ 
tached  to  each  burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  160-36-SA. 


298-33-SA. 

APPLICANT— American  Gas  Machine  Co.,  Inc.,  owner. 
SUBJECT— American  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters — Application  for  reopening — 
amendment  of  resolution. 

APPEARANCES— 

For  Applicant :  A.  S.  JTorgeson. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  . 0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION- 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(298-33-SA) 

Whereas,  American  Gas  Machine  Co.,  Inc.,  filed  Sep¬ 
tember  14,  1933,  an  application  of  the  Board  of  Standards 
and  Appeals,  for  approval  of  the  device  known  as  the 
American  Blue  Flame  and  Sun  Flame  Oil  Burning  Heat¬ 
ers,  Models  73,  86,  88,  92,  93,  94,  95,  and  96;  and  . 
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Whereas,  this  application  was  reopened  by  vote  of  the 
Board  July  2,  1935,  for  consideration  of  Models  4512  4518 
4o28,  4538,  4562,  4563,  4573,  4578  and  4588;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  Board  and 
ol  the  representatives  of  the  Bureau  of  Combustibles 
approved  by  the  acting  deputy  chief  of  department  in 
foll^6  °*  ^ureau  Combustibles,  was  substantially  as 

The  burner  consists  of  a  vaporizing  bowl  made  of 
cast  iron  and  porcelain.  Above  the  bowl  and  setting 
into  it  are  perforated  cylinders,  7  inches  in  height. 
These  are  held  in  place  by  a  ring  permanently  bolted 
into  place.  The  oil  vaporizing  in  the  bowl  mixes  with 
the  outer  air  through  the  vaporizing  cylinders.  There 
are  two  sizes  of  bowls  used,  depending  upon  the  size 
of  the  heater,  namely  one  of  8  inches  and  one  of  10 
inches  in  diameter.  The  level  of  the  oil  is  maintained 
by  a  metering  valve  at  not  more  than  one-half  inch. 
As  an  additional  safeguard,  these  burners  are  equipped 
with  genuine  Detroit  Lubricator  Constant  Level  Valve 
I  he  fuel  oil  storage  tank  is  located  at  the  rear  of  the 
heater  a.nd  between  the  tanks  and  the  walls  of  the 
heater  there  is  a  double  air  space,  allowing  the  free 
circulation  of  air,  thus  preventing  any  abnormal  rise 
in  temperature  of  the  oil  in  the  storage  tank  Tank 
is  permanently  fixed  to  the  back  of  burner  unit. 

The  models  American  Oil  Burning  Heater  Nos  73 
86,  88,  92,  93,  94,  95  and  96,  were  inspected  under  op¬ 
erating  conditions  and  during  the  period  of  this  inspec¬ 
tion  and  test  there  was  no  abnormal  flooding  of  oil 
in  the  bowl  and  constant  level  valve  functions  as 
required. 

In  recommending  these  space  heaters  and  burners 
for  approval,  it  is  suggested  that  certain  recommenda¬ 
tions  be  carried  out  in.  their  installation  and  incorpo¬ 
rated  on  the  instruction  card  which  must  be  placed 
near  the  burner. 

As  these  burners  and  heaters  were  installed  in  ac¬ 
cordance  with  the  provisions  of  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  on 
June  15  1934,  it  is  recommended  that  same  be  ap¬ 
proved  for  use  in  domestic  and  commercial  installa¬ 
tions  for  use  with  oil  not  heavier  than  No.  3 ;  and 

Whereas,  the  report  of  the  engineer  of  the  Board  and 
of  the  representatives  of  the  Bureau  of  Combustibles  ap¬ 
proved  by  the  acting  deputy  chief  in  charge  of  the  bureau, 
relative  to  the  new  models  and  dated  July  12  1935  was 
substantially  as  follows: 

Models  4512,  4518,  4562  and  4563  are  equipped  with 
the  standard  “V”  slot  metering  valves.  The  other 
models  are  equipped  with  Detroit  Lubricator  Constant 
Level  Valves,  Model  CRC-234.  The  only  change  in 
these  burners  from  those  originally  approved  by  the 
Board  on  October  30,  1934,  is  that  the  vaporizing  pot 
instead  of  being  made  of  cast-iron  is  now  made  of 
pressed  steel.  There  has  been  a  change  in  design  of 
the  outside  shell  and  appearance  of  the  heaters.  The 
principle  and  operation  of  these  heaters  differ  in  no 
way  from  those  originally  approved  bv  the  Board 
i  he  controls  were  tested  on  the  various  models  and 
found  to  operate  as  designed. 

In  recommending  these  oil  burning  heaters,  it  is 
suggested  that  certain  requirements  be  carried  out  in 
their  installation  and  incorporation  on  their  instruction 
cards,  and  that  this  approval  be  not  final  until  a 
copy  of  said  instruction  card  has  been  filed  with  the 
board  of  Standards  and  Appeals;  and 

Whereas,  applicant  requested  a  substitution  of  new 
numbers  for  the  new  types  to  be  marketed  differing  from 
old  type  only  as  to  external  appearance. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  American  Blue  Flame  and  Sun  Flame 


Oil  Burning  Heaters,  Models  73,  86,  88,  92,  93,  94  95  96 
4512,  4518,  4538,  4562,  4563,  4573,  4578  and  4588,  and  Mod¬ 
els  4688,  4678,  4668,  4666,  4683,  4663,  4653,  4673,  4674,  4664 
4612,  4618,  4628  and  4638,  for  fuel  oil  not  heavier  than  No. 
o,  on  condition  that  these  burners  shall  he  constructed  in 
accordance  with  description  filed  with  this  application  and 
m  accordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals  and  as  covered  by  report  of  engi¬ 
neer  of  Board  of  Standards  and  Appeals  and  representa¬ 
tive  of  Bureau  of  Combustibles,  for  use  in  domestic  and 
commercial  installations,  provided  any  commercial  installa¬ 
tions  shall  not  be  used  in  occupancies  deemed  hazardous 
by  the  fire  chief  and  commissioner,  and  that  the  following 
additional  requirements  shall  be  complied  with : 

1.  Only  approved  safety  cans  shall  be  used  for  the 
storage  and  filling  of  oil  containers. 

2.  The  storage  container  must  bear  a  label  perma¬ 
nently  affixed  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL  No.  298-33-SA. 

3.  Floor  beneath  the  oil  burning  device  shall  be 
protected  by  a  shield  of  at  least  inch  asbestos  or 
other  equivalent  material  extending  at  least  12  inches 
beyond  the  outline  of  such  device. 


369-33-SA. 

APPLICANT — S-K  Company,  Inc.,  owner. 

SUBJECT  S-K  Oil  Burner,  Models  F  and  G — Applica- 
tion  for  reopening— Amendment  of  resolution  to 
include  additional  names 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  . a 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  q 

THE  RESOLUTION— 

(369-33-SA) 

in!iHEREAS'  Company,  Inc.,  owner,  filed  December  7, 
1933,  an  application  with  the  Board  of  Standards  and  Ap¬ 
peals  for  approval  of  the  device  known  as  the  S-K  Oil 
Burner,  Model  F;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and  the  device  was  approved 
for  use  in  domestic  installations  and  applicant  requested 
an  amendment  of  the  resolution  to  include  commercial 
and  industrial  uses  and  under  date  of  April  8  1936  re¬ 
quested  the  approval  of  Model  G;  and 
Whereas,  the  device  was  again  referred  to  the  engineer 
of  the  board  and  the  bureau  of  combustibles  of  the  fire 
department  for  test  and  report;  and 
W  hereas,  the  report  of  the  engineer  of  the  board,  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  dated  April  27,  1934,  was  substan¬ 
tially  as  follows : 

The  burner  is  identical  with  the  burner  described  in 
report  of  January  24,  1934,  submitted  to  Mr.  Murdock, 
chairman  of  the  Board  of  Standards  and  Appeals,  for 
its  approval  in  domestic  installations. 
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MINUTES 


The  burner  installed  at  these  premises  for  commer¬ 
cial  use  differs  in  no  respect  from  that  which  the 
undersigned  had  tested  and  approved  on  above  date. 

Therefore,  we  recommend  that  the  S-K  Oil  Burner, 
Model  “F”,  be  approved  for  industrial  and  commer¬ 
cial  use,  when  installed  in  accordance  with  the  pro¬ 
visions  of  the  Fuel  Oil  Rules  adopted  by  the  Board  of 
Standards  and  Appeals. 

We  further  invite  your  attention  to  the  fact  that  this 
oil  burner  has  been  approved  by  the  National  Board 
of  Fire  Underwriters  on  September  9,  1933.  Under¬ 
writers  file,  M.  P.  251,  Guide  No.  300-10-4;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  of  the  fire  department,  dated  May  19,  1936, 
was  substantially  as  follows  : 

This  burner,  Model  G,  is  of  the  mechanical  draft 
pressure  atomizing  gun  type,  and  consists  of  the  fol¬ 
lowing  assembly. 

Century  1/6  H.P.  motor;  Sirocco  type  fan;  Webster 
unit,  consisting  of  pump,  regulating  valve  and  strain¬ 
er,  and  uses  either  a  Monarch  or  Hart  Nozzle. 

Ignition — Electric,  Webster  transformer. 

Controls — Minneapolis  Honeywell  Protectorelay,  R- 
117-3  and  Minneapolis  Honeywell  Pressuretrol  Model 
L-404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  into  operation  and  the 
controls  operated  and  shut  the  burner  down  in  80  sec¬ 
onds.  The  burner  was  then  put  into  normal  operation 
for  approximately  45  minutes.  During  the  period  of 
test,  there  were  no  flare  backs  and  the  flame  was  free 
and  clear  of  smoke.  Examination  of  the  combustion 
chamber  showed  no  undue  carbon  deposits. 


As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  above  mentioned  oil  burner,  be  ap¬ 
proved  for  domestic,  industrial  and  commercial  use 
when  installed  in  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals  with  fuel  oil  not  heavier  than  No. 
3,  U.  S.  Dept,  of  Commerce  Standards ;  and 
Whereas,  this  device  was  approved  by  the  board  and 
applicant  requested  permission  to  market  the  burner  under 
the  names  Silent  Paramount  Oil  Burner,  Models  F  and  G 
and  Kingsway  Oil  Burner,  Models  F  and  G. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  S.  K.  Oil  Burner, 
Models  F  and  G  for  use  in  domestic,  commercial  and  in¬ 
dustrial  installations  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Appeals 
and  when  used  with  fuel  oil  not  heavier  than  No.  3,  on 
condition  that  each  burner  installed  shall  bear  a  label  per¬ 
manently  affixed  thereto  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  369-33-SA. 

Resolved  further  that  these  burners  may  also  be  mar¬ 
keted  as  Silent  Paramount  Oil  Burner,  Models  F  and  G 
and  the  Kingsway  Century  Oil  Burner,  Models  F  and  G, 
provided  that  under  whatever  name  marketed,  the  herein 
resolution  shall  be  complied  with  and  the  burner  shall  bear 
the  label  as  herein  required. 


Adjourned,  5:00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


Name  of  Pump  Calendar  No. 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

M.  D.  Rotary  . 52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25- S A 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21 -S  A 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  1 84-22- S A 

Worthington  Show  Model  Duplex .  194-22-SA 


869 


SECOND  QUARTERLY  REPORT 


City  of  New  York 
Board  of  Standards  and  Appeals 

HARRIS  H.  MURDOCK,  Chairman 
MUNICIPAL  BUILDING 


Hon.  Fiorello  H.  La  Guardia, 

Mayor  of  The  City  of  New  York, 
City  Hall,  New  York  City. 

Dear  Sir: 


July  14,  1936 


I  have  the  honor  to  submit  to  you  the  Second  Quarterly  Report  of  the  Board  of  Standards  and  Appeals  for  the 
year  1936  This  report  is  being  submitted  to  you  in  accordance  with  the  provisions  of  the  Charter  Section  1544 
and  will  also  be  printed  in  the  Bulletin  of  the  Board. 


CASES  FILED  AND  PENDING,  1936 


Filed  1936 

A 

BZ 

s 

SA 

JANUARY  . 

.  5 

10 

2 

3 

Restored  . . 

.  0 

6 

0 

1 

FEBRUARY  . 

.  9 

11 

2 

3 

Restored  . 

.  0 

5 

0 

1 

MARCH  . 

,  16 

15 

3 

5 

Restored  . 

0 

11 

0 

0 

APRIL  . 

6 

16 

4 

6 

Restored  . 

1 

8 

0 

3 

MAY  . 

.  16 

20 

1 

6 

Restored  . 

0 

10 

0 

2 

TUNE . 

17 

16 

3 

9 

Restored  . 

1 

11 

1 

1 

TOTAL  . 

PENDING 

71 

139 

16 

40 

Dec.  31,  1935... 

26 

82 

2 

63 

GRAND  TOTAL.. 

DISPOSITION 

1936 

97 

221 

18 

103 

JANUARY  . 

14 

32 

3 

7 

February . 

10 

11 

1 

5 

MARCH  . 

10 

25 

1 

8 

APRIL  . 

3 

20 

3 

12 

MAY  . 

15 

31 

6 

10 

JUNE . 

11 

28 

1 

5 

TOTAL  . 

PENDING 

63 

147 

15 

47 

June  30,  1936. . . 

34 

74 

3 

56 

C°de:  ^■"TAPPea,s  from  Administrative  Orders.  BZ — Applications  ut 
Labor  Law.  SA — Applications  for  Approval  of  Appliances.  SR 


SR 

M’L 

T’L 

GR.T’L 

0 

29 

49 

1 

0 

8 

57 

0 

46 

71 

0 

0 

6 

77 

0 

56 

95 

0 

0 

11 

106 

0 

62 

94 

0 

0 

12 

106 

0 

53 

96 

0 

0 

12 

108 

0 

73 

118 

0 

0 

14 

132 

1 

319 

586 

586 

3 

0 

176 

176 

4 

319 

762 

762 

1 

29 

86 

0 

46 

73 

0 

56 

100 

259 

0 

62 

100 

0 

53 

115 

1 

73 

119 

334 

2 

319 

593 

593 

2 

0 

169 

169 

!er  Building  Zone  Resolution.  S— Applications  for  Variations  of 
■Applications  for  Adoption  of  Rules.  M’L — Miscellaneous  Docket. 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they,  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  thev  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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SECOND  QUARTERLY  REPORT 

SUMMARY 


DOCKET 

Cases  pending  December  31,  1935 . 

Cases  filed  up  to  June  30,  1936 . 

Restored  to  Calendar  . 

Miscellaneous  Applications 


Requests  to  reopen . 

Requests  to  amend  .  82 

Requests  for  modification  .  0 

Requests  to  rescind  .  2 

Requests  for  extension  of  time .  31 

Requests  for  extension  of  permit .  3 

Requests  for  approval  of  plans .  7 

Administrative  requests  .  0 

Requests  for  interpretation  .  2 

Total  .  762 

Disposed  of  .  593 

Cases  pending  June  30,  1936 .  169 


DISPOSITION  OF  CASES 


Withdrawn  .  51 

Dismissed  .  12 

Denied  .  44 

Granted  . .  5 

Granted  on  condition  .  133 

Appliances  approved  .  40 

Appliances  dismissed,  disapproved  or  withdrawn .  7 

Rules  approved  . 2 

Rules  disapproved,  rescinded  or  withdrawn .  0 

Miscellaneous  Actions 

Requests  to  reopen  granted  .  182 

Requests  to  reopen  denied  .  6 

Requests  to  amend  granted  .  82 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  0 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  2 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  31 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  3 

Requests  for  extension  of  permit  denied  .  0 

Plans  approved  .  6 

Plans  disapproved  . 

Administrative  requests  granted  . . . . . 

Administrative  requests  denied  or  withdrawn .  0 

Interpretations  .  2 

Requests  withdrawn  or  dismissed  .  4 


Total  .  593 


MONEYS  RECEIVED 


SUBSCRIPTIONS 

To  Bulletin  . 

Cash  Sales  . . 

APRIL 

$112.50 

43.85 

MAY 

$60.00 

44.95 

JUNE 

$62.50 

46.58 

TOTAL 

$235.00 

135.38 

1st  QUAR. 
$220.00 
147.26 

GR.  T’L. 
$455.00 
282.64 

Total  . 

$156.35 

$104.95 

$109.08 

$370.38 

$367.26 

$737.64 

EDWARD  V.  BARTON,  Chief  Clerk. 

HARRIS  H. 

MURDOCK, 

Chairman. 

BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  22\3, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company .  81-20-SA 

Walworth  Company .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  standpipe  systems 

53-21-SA 
900-27-SA 
1151-27-SA 
1307-27-SA 
780-28-SA 
970-28-SA 
268-29-SA 
231-30-SA 
15-31-SA 


New  York  Brass  Foundry  Co.  (Stillbech)  . . . 

Walworth  Company . 

W.  D.  Allen  Mfg.  Company . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc . 

Jenkins  Brothers  . 

Croker  National  Fire  Prev.  Eng.  Co . 

Fairbanks  Company  . 

Pratt  &  Cady  . 

Elkhart  . 
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RULES 


EXTRACTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  OF  THE  CITY  OF  NEW  YORK 
RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDED  JANUARY  29?  1935  * 

ARTICLE  1.  poses,  or  in  which  persons  are  harbored  to  receive  medical, 

General  Provisions.  charitable  or  other  care  or  treatment,  or  in  which  persons 

_  .  are  held  or  detained  by  reason  of  public  or  civic  duty,  or 

gl.  Definitions.  for  correctional  purposes,  including  among  others,  court 

Unless  otherwise  expressly  stated,  whenever  used  in  this  h.'mmf,’  scbocds’  colleges,  libraries,  museums,  exhibition 

chapter  the  following  terms  shall  respectively  be  deemed  ecturf,  : s’  t  churc£( es>  assembly  halls  lodge 

to  mean:  rooms,  dance  halls,  theatares,  bath  houses,  hospitals,  asy- 

33.  Refrigerating  system,  a  combination  of  apparatus  in  ^re  houses*  P°hce  stations,  jails  and  pas- 

which  a  refrigerant  is  circulated  for  the  purpose  of  ex-  \fAepTT  P°tS‘ 

tracting  heat.  NOTE: — Residence  Buildings.  Residence  buildings  are 

(a)  The  parts  of  the  system  are  the  compressor,  gen-  buildings  or  parts  of  buildings  in  which  sleeping  accommo- 

erator,  condensor,  absorber,  receiver,  shell  type  or  tube  type  nations  are  provided,  except  such  as  may  for  other  reasons 

apparatus,  pipes,  vessels,  or  other  parts,  containing  refrig-  he  classed  as  public  buildings,  including  among  others, 

erant.  dwellings,  tenement  houses,  hotels,  lodging  houses,  dormi- 

(b)  Direct  refrigeration,  a  system  in  which  the  refrig-  t°ries>  convents,  and  studios  and  club  houses  having  sleep- 

erant  is  circulated  to  the  substance  or  space  refrigerated.  ing  accommodations. 

(c)  Indirect  refrigeration,  a  system  in  which  brine  NOTE: — Business  Buildings.  Business  buildings  are 

cooled  by  the  refrigerant  is  circulated  to  the  substance  or  buildings  or  parts  of  buildings,  which  are  not  public  build- 

SP/S^v  re^r*Scratcd.  ings  or  residence  buildings,  including  among  others,  office 

(d)  Refrigerant  is  the  chemical  agent  other  than  brine  buldings,  stores,  markets,  restaurants,  warehouses  freight 

used  to  produce  refrigeration.  _  depots,  car  barns,  stables,  garages,  factories,  labo’ratories 

(e;  Irritant  refrigerant,  any  refrigerant  which  when  smoke  houses,  grain  elevators  and  coal  pockets 
breathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  of  the  ARTICLE  3 

hydrocarbon  class. 

(g)  Flammable  refrigerant,  any  refrigerant  which  will  Bonds  and  Fees, 

burn  or  explode  when  mixed  with  certain  proportions  of  §43.  Fees  for  Permits 

•  Refrigerating  machinery  room,  a  room  in  which  Applicants  for  permits  under  the  provisions  of  this  chap- 

is  located  a  refrigerating  system  containing  refrigerant,  but  ter  shall  pay  annual  fees  as  follows: 
not  including  expansion  coils  when  located  in  cold  storage  35.  Refrigerating  systems : 

rooms  or  expansion  coils  when  locsted  in  refrigerator  boxes.  Class  A  systems .  $20.00 

U)  Factor  of  safety,  the  multiple  three  and,  one-third  Class  B  systems .  10.00 

\3l/3),  the  product  of  which  and  the  test  pressure,  con-  Class  C  systems  containing  over  six  pounds 

stitutes  the  probable  rupture  pressure.  of  refrigerant  .  5  00 

(j)  Pressure  imposing  element,  that  apparatus  which  Class  C  systems  containing  six  pounds  or 

draws  the  refrigerant  from  the  low  pressure  or  low  tern-  less  of  refrigerant .  1  00 

perature  side  of  the  system  and  discharges  it  into  the  high 

pressure  or  high  temperature  side  of  the  system.  ARTICLE  18. 

(k)  Pressure  limiting  device,  a  pressure  or  temperature  Rpfi-iV^rafino- 

responsive  mechanism  for  automatically  stopping  the  oper-  Kerngerating  Systems. 

ation  of  the  pressure  imposing  element.  Section  216.  Permits. 

(l)  Brine,  any  liquid  which  having  been  cooled  by  the  “  21 7.  Supervision, 

refrigerating  system  is  used  for  the  transmission  of  heat.  “  218.  Classification. 

(m_)  Pressure  relief  device,  a  pressure  reiief  valve,  a  “  219.  Permissible  locations, 

rupture  member,  fusible  plug  or  other  approved  device  for  “  220.  Machinery  rooms  and  ventilation 

relieving  the  pressure^  “  221.  Open  flames  and  electrical  equipment. 

Pressure  relief  valve,  a  valve  held  shut  by  a  spring  222.  Testing, 

or  other  means  to  automatically  relieve  pressure  in  excess  “  223.  Piping, 

of  its  setting.  _  “  224.  Safety  devices. 

(o;  Rupture  member,  a  device  that  will  automatically  “  225.  Size  of  safety  devices 

rupture  at  a  pre-determined  pressure.  “  226.  Location  and  discharge  of  safety  devices. 

tp;  Liquid  receiver,  a  vessel  permanently  connected  to  227.  Operating  precautions, 

refrigerant  Ct  an^  ou^ct  P'Pes  f°r  storage  of  a  liquid  “  228.  Equipment  diagrams. 

(q)  Container,  a  cylinder  for  the  shipment  of  refrig-  §216.  Permits, 

erant  constructed  to  conform  to  the  regulations  of  the  /„\  r-  ,  . 

Interstate  Commerce  Commission.  uni  'tlxc,eP^  as  hereinafter  provided  in  this  article  it 

(r)  Mixer,  a  vessel  or  device  in  a  system  for  mixing  VVUl  t0  maintain  or  operate  a  refrigerating 

the  ammonia  or  other  soluble  vapor  with  water.  system  without  a  permit 

(s)  Stop  valve,  a  cut-off  valve  for  use  during  normal  u  •  ?e^mj  W1  1  not  be  re9uired  for  a  Class  C  system 

operation.  g  normal  when  maintained  or  operated  in  the  residence  portion  of  a 

(t)  Service  valve,  a  key-operated  shut-off  valve  used  dw?j,inS  containing  not  more  than  two  families,  or  in  the 

only  during  shipment,  installation  or  repairs.,  residence  portions  of  either  a  tenement  house  or  a  business 

(u)  Fusible  plug,  a  device  having  a  predetermined-  U/  \ingvr  r  • 

temperature  fusible  member  for  the  relief  of  pressure  y',  .re  .&erating  .system  shall  be  maintained  or  op- 

(v)  Public  buildings,  business  buildings,  and  residence  emP1(?ying  a  refrigerant  other  than  those  specified 

buildings  are  buildings  as  so  defined  by  section  70  Article  1"  thlS  art.lcle  without  a  permit  issued  upon  such  Condi- 

4,  of  the  Building  Code  of  the  City  of  New  York  ’  *.ons’  consistent  with  the  provisions  of  this  article,  as  are 

.  NOTE :  Public  Buildings.  Pubiic  budding,  are  build-  ofpu'blic^a^"  in  the  interest 
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1  That  the  refrigerants  dichlorodifluoromethane,  known 
as  ‘Treon”  (‘‘Kinetic  No.  12”  also  “F-12”)  CCUF.  also 
dichlorotetrafluoroethane  (“F-114’)  C*C1jF4  and  mono- 
fluorotrichloromethane  (“F-ll”  CFCl.s  are  non-flamrnab  e 
and  non-irritant,  unless  otherwise  hereinaf  ter  .provided,  and 
shall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances  as 
such,  except,  when  used  in  a  room  or  rooms  in  which  there 
is  an  open  flame  or  apparatus  to  produce  an  open  flame, 
when  the  provisions  of  said  article  covering  irritant  re¬ 
frigerants  shall  apply.  . 

2.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  are  restricted  to  parts  of  a  building  so  specified  in 
Section  219  (b)  for  refrigerants  other  than  non-irritant 
and  non-flammable. 

3.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  used  for  air  conditioning  are  restricted  to  the  indi¬ 
rect  method  except  that  the  direct  method  may  be  used  in 
parts  of  a  building  so  specified  in  Section  219  (b)  for  re¬ 
frigerants  other  than  non-irritant  and  non-flammable. 

4.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  or  on  the 
stairways,  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
any  building. 

5.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un¬ 
less  the  entire  system  is  confined  in  a  fireproof  machinery 
room,  used  for  no  other  purpose,  and  in  which  no  open 
flame  shall  be  employed,  except  that  the  Class  C  system 
containing  not  more  than  10  pounds  of  refrigerant  may  be 
used  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
of  the  building  by  a  tight  fitting  self-closing  door  or  doprs 
and  provided  with  a  window  or  windows  to  the  outside 
air  All  open  flames,  and/or  apparatus  for  producing  an 
open  flame,  in  diet  kitchens  where  these  refrigerants  are 
used  shall  be  vented  to  the  outside  air  as  hermafter  re¬ 
quired  in  Paragraph  8. 

6.  That  refrigerating  systems  employing  F-ll ;  F-12  or 
F-114  may  be  installed  or  maintained  in  a  hospital  private 
room,  having  tight  partitions  and  tight  fitting  self-closing 
door  or  doors  and  where  not  more  than  two  persons  are 
helpless  and/or  given  medical  treatment,  provided  there  is 
no  open  flame  and/or  apparatus  for  producing  an  open 
flame  in  such  room  and  when  the  system  contains  not  more 
than  10  pounds  of  refrigerant. 

7.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  a  theatre 
and/or  motion  picture  theatre  unless  the  entire  system  is 
confined  in  a  fireproof  machinery  room,  used  for  no  other 
purpose,  and  in  which  no  open  flame  and/or  apparatus  to 
produce  such  open  flame  shall  be  employed. 

8.  That  a  refrigerating  system  employing  F-ll ;  b-12  or 
F-114  when  used  in  a  room  or  rooms  in  which  there  is  an 
open  flame  or  apparatus  to  produce  such  open  flame,  such 
open  flame  and/or  apparatus  shall  be  provided  with  a  hood 
and  independent  mechanical  ventilation  so  arranged  as  to 
convey  all  the  products  of  combustion  to  the  outside  of  the 
building.  This  provision  shall  apply  only  to  diet  kitchens 
of  hospitals  and  to  Class  “C”  systems  in  schools,  churches, 
dance  halls,  court  rooms,  police  stations,  jails,  asylums, 
subways,  passenger  depots,  rooms  opening  into  passenger 
depots  and/or  subways  and  such  other  places  as  are  deemed 
by  the  Fire  Commissioner  necessary  in  the  interest  of  pub¬ 
lic  safety. 

9.  That  each  refrigerating  machinery  room  in  any 
building  in  which  F-ll;  F-12  or  F-114  are  used,  shall  be 
maintained  vapor-tight  and  provided  with  tight  fitting,  self¬ 
closing  doors,  in  accordance  with  Section  220-1- (a). 

10.  That  each  refrigerating  machinery  room  in  which 
F-ll;  F-12  or  F-114  is  used,  shall  be  adequately  ventilated 
directly  to  the  outside  air  in  accordance  with  Section  220- 

(2)  a-b-c  and  d.  .  ,  .  .  , 

11.  Tests  pressures  and  setting  of  safety  valves  for  sys¬ 
tems  employing  F-ll,  F-12  or  F-114,  shall  be  included  in 
Section  222  (a)  as  follows: 


Refrigerant  Column  No.  1  Column  No.  2  Column  No.  3 
F-ll  25  15  15 

F-12  180  120  135 

F-114  60  30  30 

12  That  the  size  of  pressure  relief  valves  for  systems 
in  which  F-ll,  F-12  or  F-114  is  employed,  shall  be  as 

f0ll°WCapacity  of  System  Number  Required 

Up  to  30  tons  One  /a  inch 

30  to  60  “  One  ^ 

60  to  100  “  One 

100  to  175  “  One  1/4  inches 

175  to  250  “  2neoI/2  « 

250  to  450  “  One  2 

450  to  900  “  1  wo  2 

13  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con¬ 
form  with  Section  227-3  (e)  for  other  refrigerants 

14.  That  all  other  sections  or  parts  of  Article  18  ot  the 
Refrigerating  Code  not  so  mentioned,  shall  be  complied 

W'l5.'  That  refrigerating  systems  employing  F-ll,  F-12  or 
F-114  installed  prior  to  May  19,  1932,  shall,  be  inspected, 
and  if  found  to  comply  with  the  rules,  or  if  in  the  opinion 
of  the  Fire  Commissioner,  the  installations  are  of  a  non- 
hazardous  character,  a  permit  may  be  issued,  installations 
which  have  been  made  in  hospitals,  theatres,  asylums  and 
places  of  public  assembly  shall  be  made  to  comply  strictly 

with  these  rules.  .  ,  ,  „  ,  r  ,  ,■ 

(d)  A  permit,  where  required,  shall  be  applied  tor 

forty-eight  hours  after  installation  is  completed,  contain¬ 
ing  the  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system. 

(e)  Only  the  refrigerant  specified  in  the  permit  shall 

be  used  in  the  system.  .  , 

(f)  Refrigerating  systems  to  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
to  such  conditions  as  are  deemed  necessary  by  the  hre 
commissioner. 


§217.  Supervision. 

(a)  No  refrigerating  system  containing  more  than  fifty 
(50)  pounds  of  refrigerant  shall  be  maintained  or  . operated 
in  any  building  except  under  the  personal  supervision,  di¬ 
rection  or  control  of  either  a  duly  licensed  engineer  or  a 
person  who  has  obtained  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings. 
Where  the  system  contains  not  more  than  two  hundred 
(200)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required 

(b)  No  Class  C  system  as  hereinafter  permitted .  for 
exhibition  or  demonstration  purposes  shall.be  maintained 
or  operated  in  a  public  building  or.  exhibition  hall  except 
under  the  personal  supervision,  direction  or  control  of 
either  a  duly  licensed  engineer  ,  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings. 

(c)  Upon  receipt  of  such  certificate  the  applicant  there¬ 
for  shall  pay  an  annual  license  fee  as  follows :  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof,  the  sum  of  $1  it 
such  renewal  be  applied  for  within  thirty  days  prior  to 
the  expiration  of  such  certificate.  Any  such  ceitificate  may 
be  revoked  or  suspended  for  cause  at  any  time  by  the 
commissioner  of  buildings. 

§218.  Classifications. 

(a)  The  total  amount  of  refrigerant  common  to  a  system 
operating  through  one  or  more  evaporators,  shall  be  con- 
sidered  the  capacity  of  the  system  and  determine  its  class. 

(b)  A  Class  A  system  is  a  system  containing  one  thou¬ 
sand  (1,000)  pounds  or  over  of  refrigerant,  or  capable  of 
thirty  (30)  tons  capacity  or  over. 

(c)  A  Class  B  system  is  a  system  capable  of  less  than 

thirty  (30)  tons  capacity,  or  containing  less  than  one  thou¬ 
sand  (1,000)  pounds  of  refrigerant  and  over  the  amounts 
provided  for  in  a  Class  C  system.  .  , 

(d)  A  Class  C  system  is  a  system  containing  not  more 
than  twenty  (20)  pounds  of  refrigerant. 
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§219.  Permissible  Locations. 


(a)  No  Class  A  or  Class  B  systems  shall  be  installed 
in  any  public  building  as  defined  by  section  70,  article  4,  of 
the  Building  Code,  until  plans  have  been  filed  with  and 
approved  by  the  fire  commissioner,  and  no  refrigerant 
shall  be  placed  in  the  system  until  a  permit  has  been  ob¬ 
tained  from  the  fire  commissioner. 

(b)  Ihe  direct  method  of  refrigeration  shall  not  be 
used  in  any  building,  whether  or  not  a  permit  is  required 
for  installation  therein,  outside  of  the  refrigerating  ma¬ 
chinery  room  except  in  buildings  used  exclusively  for  ice 
making  or  for  refrigerating  purposes  or  both;  when  not 
carried  above  the  first  floor  in  business  buildings;  in  the 
business  sections  of  business  buildings  provided  the  entire 
system  is  confined  to  one  floor  in  the  space  occupied  by  a 
single  tenant ;  in  the  business  section  of  a  residence  build¬ 
ing  when  not  carried  above  the  first  floor;  in  a  residence 
building  occupied  by  not  more  than  two  families  or  in  any 
building  provided  a  non-irritant  and  non-flammable  refrig¬ 
erant  is  used. 


(c)  No  brine  shall  be  used  in  any  brine  circulating  sys¬ 
tem  that  will  generate  flammable  vapor  at  a  temperature 
below  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
open  cup  tester,  and  no  refrigerant  shall  be  used  as  a  brine. 

(d)  No  Class  A  system  using  ammonia  shall  be  in¬ 
stalled  or  maintained  in  any  building  above  the  first  floor 
level  unless  such  building  is  used  exclusively  for  icemaking 
or  refrigerating  purposes. 

(e)  Systems  on  demonstration  in  exhibition  halls  shall 

,to  tbe  urdt  type  containing  not  more  than  ten 
(10)  pounds  of  refrigerant. 

(f)  No  refrigerating  system  employing  an  irritant 
and/or  flammable  refrigerant  shall  be  installed  or  main¬ 
tained  in  or  on : 

1.  The  stairways,  halls,  lobbies,  entrances,  exits,  audi¬ 
toriums  of  any  building. 

2.  Dance  hall,  court  room,  police  station,  jail,  subway, 
theatre,  motion  picture  theatre. 

3.  Waiting  or  public  rooms  in  a  railroad  passenger 
depot  and/or  rooms  opening  directly  therein. 

4.  Rooms  opening  directly  into  a  subwayj  and/or  the¬ 
atre  and/or  motion  picture  theatre  and/or  where  persons 
are  detained  and/or  confined. 

5. _  A  school  unless  the  refrigerating  system  is  used  ex¬ 
clusively  for  instructions  or  research  purposes. 

.A  hospital  and/or  asylum  in  which  persons  are  con¬ 
fined  or  given  medical  treatment  and/or  helpless 
7.  Unless  as  otherwise  required  by  this  section  the  re- 
ngerating  system  is  cut  off  from  the  building  by  un- 
pierced  fireproof  construction. 

Ihe  aforementioned  provisions  do  not  apply  to  hermeti¬ 
cally  sealed  unit  systems  containing  not  more  than  six 
(0)  pounds  of  refrigerant  when  located  in  dance  halls 
police  stations,  diet  kitchens  of  hospitals  and/or  laborato¬ 
ry5  and  when  located  in  rooms  shut  off  from  the  rest  of 
the  building  by  tight  partitions  and  tight-fitting,  solid 
self-closing  door  or  doors  and  located  in  a  room  having  a 
window  to  the  outside  air.  5 

(jO.  Anu  intermittent  absorption  type  of  refrigerating 
machine  shall  not  be  permitted  in  a  Class  A  system.  Such 
a  type  of  machine  shall  be  permitted  in  a  Class  B  system 

ii”  hs^operat 1Cating  mecbum  i°w  Pressure  steam  is  used 

(h)  The  use  of  methyl  and  ethyl  chloride,  sulphur  diox- 
in  ’aa»aA  ySySteCmI  refrigerant  wil>  ^  permitted 

(i)  A  Class  B  system  using  ethyl  chloride  or  a  hydro- 

SpbRnrn?flih^e^S  n0t  be  installed  or  maintained  in 
!  T?  Tr)h  of  Manhattan  or  in  other  built-up  sections  of 

in  a  firenSf  !t  Sr  a11  be  instalIed  or  maintained  only 

‘  ,  fireProof  building  of  not  more  than  one  story  in  height 

un2ie?cedbfirl°Catef  °"  the  gr?und  floor<  which  shall  beof 
unpierced  fireproof  construction.  The  refrigerating  ma 

chinery  room  shall  be  cut  off  from  the  rest  of  the  buildTne 

by  unpierced  fireproof  walls  of  not  less  than  eight  inchef 


fv- J  °r  six  inches  (6  )  of  reinforced  concrete. 

Direct  exit  therefrom  leading  to  the  open  air  and  not  to 

dTn°Kher  para  5f  tbu  bmlding  shaI1  be  maintained  and 
door  or  <Ws  ™  vapor-tight,  self-closing,  fireproof 


§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 


1.  Refrigerating  machinery  rooms. 

.  (a)  A1!  refrigerating  machinery  rooms  in  which  an 

irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en¬ 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room.  This  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 
which  it  opens. 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rooms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery 
room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  The  ven- 
tilation  shall  consist  of  a  window  or  windows  opening 
directly  to  the  open  air,  or  mechanical  means  capable  of 
exhausting  the  four  air  from  the  room. 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
t  e  outei  air,  a  total  area  of  inlet  and  outlet,  respectively, 
ot  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 
mentioned  table. 


ot  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type  which  shall  be  capable  of  removing  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col- 

U^n  ?  ,  the  ^able  in  ParaSraPh  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
ess  than  that  specified  in  Column  C  of  the  above-men- 
tlon.ed  ,tabjF-  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  I  he  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  of 
the  refrigerating  machinery  room. 

(d) 


Pounds  of 
Refriger¬ 
ant  in 
System. 

Mechan¬ 
ical  Cu. 
Ft.  iper 
Minute 
Discharge. 

Window  Area 
Meehan-  in  Sq.  Ft. 
ical  Sq.  for  each 

Ft.  Duct  Opposite 
Area.  Side. 

Window  Area 
in  Sq.  Ft.  for 
One  Side 
Only. 

A 

B 

C 

D 

E 

Up  to  ...  20 

150 

1/4 

1 

6 

50 

250 

1/3 

1  1/2 

12 

100 

400 

1/2 

2 

16 

150 

550 

2/3 

2  1/2 

19 

200 

680 

2/3 

3 

25 

250 

800 

1 

3  1/2 

29 

300 

900 

1 

4 

32 

400 

1,100 

1  1/4 

4  1/2 

38 

500 

1,275 

1  1/4 

5 

42 

600 

1,450 

1  1/2 

6 

45 

700 

1,630 

1  1/2 

6  1/2 

48 
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800 

1,800 

2 

7 

51 

900 

1,950 

2 

7  1/2 

55 

1,000 

2,050 

2 

8 

59 

1,250 

2,350 

2  1/4 

9 

68 

1,500 

2,800 

2  1/2 

11 

78 

1,750 

3,150 

3 

12  1/2 

87 

2,000 

3,500 

3  1/2 

14 

95 

2,500 

4,150 

4 

16 

113 

3,000 

4,500 

4  1/2 

18 

130 

4,000 

6,000 

6 

24 

167 

5,000 

7,500 

7  1/2 

30 

204 

6,000 

9,000 

9 

36 

241 

7,000 

10,500 

10.5 

42 

278 

8,000 

12,000 

12 

48 

315 

9,000 

13,000 

13 

52 

342 

10,000 

14,000 

14 

56 

360 

12,000 

17,000 

17 

68 

425 

14,000 

19,000 

19 

75 

470 

16,000 

22,000 

22 

86 

540 

18,000 

24,000 

24 

92 

580 

20,000 

26,000 

26 

100 

630 

25,000 

33,000 

33 

121 

760 

30,000 

39,000 

39 

142 

870 

35,000 

44,000 

44 

155 

940 

40,000 

51,000 

51 

176 

1,060 

45,000 

56,000 

56 

190 

1,120 

Note — Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require¬ 
ments  specified  in  columns  “D”  and  “E”  of  this  table. 

(e)  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed,  the  requirements  as  given  in  table  (d)  may 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
the  refrigerant  no  ventilation  shall  be  required. 

(f)  In  lieu  of  mechanical  means  of  ventilation  in  re¬ 
frigerating  machinery  room  or  rooms  where  a  Class  A 
system  or  a  Class  B  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  inch  (54")  orifice  spaced  not  more  than  eight 
feet  apart  in  any  direction,  and  such  system  shall  be 
located  above  all  the  refrigerating  apparatus  and  piping 
in  the  refrigerating  machinery  room.  Not  more  than  one 
head  shall  be  installed  on  a  54-inch  pipe  >'  five  heads  on  a 
1-inch  pipe  six  heads  on  a  1^4 -inch  pipe.  The  deluge  sys¬ 
tem  shall  be  permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
inch  can  be  maintained  on  the  inlet  side  of  the  main  con¬ 
trol  valve  or  valves  at  all  times.  The  control  valve  or 
valves  for  such  water  deluge  system  shall  be  manually 
operated,  easily  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

§221.  Open  Flames  and  Electrical  Equipment. 

1.  Open  flames. 

No  fire-flame  or  arc  light  will  be  permitted  in  a  Class  A 
or  B  refrigerating  machinery  room  in  which  a  flammable 
refrigerant  is  used. 

2.  Electrical  equipment. 

(a)  ^ All  Class  A  and  B  systems  refrigerating  systems 
containing  more  than  fifty  (50)  pounds  of  refrigerant  shall 
have  an  emergency  switch  controlling  all  of  the  electrically- 
operated  refrigerating  machinery  or  the  remote  control  of 
such  a  switch  located  outside  of  the  refrigerating  machin¬ 
ery  room  where  it  can  be  quickly  reached  and  operated  in 
case  of  necessity. 

(b)  Where  the  operating  mechanism  in  any  system  is 
dependent  upon  electrical  control,  such  control  in  a  pressure 
limiting  device  shall  be  on  a  closed  circuit.  Nothing  herein 
contained  shall  require  a  hand  reset  on  an  automatic  type 
of  refrigerating  machine. 

§222.  Testing. 

(a)  Every  part  of  any  refrigerating  system,  except  pres¬ 
sure  gauges  and  control  mechanism,  shall  be  tested  to  at 


least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (50)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room. 


Refrigerant. 

Col.  1. 

High 

Pressure 

Side. 

Col.  2.  Col.  3. 

Low  Pressure  Side. 

X 

With 

Safety 

Valves. 

Without 

Safety 

Valves. 

Carbon  dioxide  . 

1,500 

750 

1,000 

Ethane  . 

1,050 

520 

'760 

Ammonia  . 

300 

150 

225 

Propane  . 

250 

115 

175 

Methyl  chloride  . 

155 

80 

120 

Sulphur  dioxide  . 

135 

100 

100 

Iso-butane  . 

90 

45 

70 

Butane  . 

75 

35 

50 

Ethyl  chloride  . 

30 

15 

25 

Dichloromethane . 

12 

12 

12 

Dichloroethylene  . 

12 

12 

12 

Trichloroethylene  . 

12 

12 

12 

§223.  Piping. 

1.  Piping. 

(a)  All  piping,  liquid  receivers  or  vessels  containing  the 
refrigerant,  shall  be  supported  on  or  by  strong  and  durable 
materials.  This  provision  shall  not  apply  to  Class  C  in¬ 
stallations. 

(b)  The  arrangement  of  stop  valves,  relief  devices,  etc., 
when  used  shall  be  as  shown  on  the  diagram  for  Class  A 
and  B  systems  in  section  228. 

(c)  Every  system  which  may  be  charged  after  installa¬ 
tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

(a)  Liquid  level  gauge  glasses,  except  those  of  the  bull’s 
eye  type,  shall  have  automatic  closing  shut-off  valves  and 
such  glasses  shall  be  adequately  protected  against  injury 
by  slotted  metal  casings. 

§224.  Safety  Devices. 

1.  Construction  and  setting. 

(a)  Pressure  relief  valves,  pressure  limiting  devices  and 
rupture  members  shall  be  set  to  prevent  the  pressure  ex¬ 
ceeding  the  test  pressure.  The  pressure  at  which  the  device 
is  set  to  function  shall  be  indicated  thereon.  (See  section 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 
relief  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
of  required  size  are  used,  and  so  arranged  that  only  one 
pressure  relief  device  can  be  cut  off  for  repair  purposes  at 
any  one  time. 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 
and  in  which  the  pressure  will  equalize  throughout  the 
system  when  the  pressure  imposing  element  is  not  in  opera¬ 
tion  may  be  protected  by  only  one  pressure  relief  device 
located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

(a)  The  low  pressure  side  of  a  Class  A  ammonia  sys¬ 
tem  shall  be  provided  with  a  hand-operated  valve  for  dis¬ 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency. 

(b)  The  ammonia  mixer  shall  be  constructed  of  steel 
and  shall  be  capable  of  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch. 

_  (c)  No  valve  shall  be  located  in  the  ammonia  emergency 
discharge  line  except  the  manually-operated  valve  discharg¬ 
ing  into  the  water  and  ammonia  mixer,  but  there  may  be 
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one  stop  valve  located  inside  the  building  for  repair  pur¬ 
poses  only.  This  valve  shall  be  sealed  open  and  labeled 
“Keep  Open.” 

(d)  The  manually  operated  pressure  relief  valve  shall  be 
located  in  a  locked  box  which  can  be  opened  by  members  of 
the  Fire  Department  by  means  of  a  Fire  Department  key. 
The  door  of  the  box  shall  be  on  the  public  thoroughfare 
side  of  the  building  in  an  easily  accessible  location  and  not 
less  than  eighteen  (18)  inches  or  more  than  five  (5)  feet 
above  the  sidewalk  level.  The  box  shall  be  permanently 
labeled  having  letters  of  not  less  than  one  (1)  inch  reading 
“For  Fire  Department  Use  Only.”  The  relief  valve  shall  be 
labeled  “Ammonia.”  A  sign  shall  be  posted  within  the  box 
reading  “Do  Not  Open  Valve  Until  Water  Is  Flowing.” 

(e)  A  single  standard  three  (3)  inch  fire  department 
connection  shall  be  provided  through  which  the  necessary 
water  may  be  supplied  to  the  mixer.  The  fire  department 
connection  shall  be  located  near  the  box  and  not  less  than 
eighteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
above  the  sidewalk  level  and  shall  be  permanently  labeled 
having  letters  not  less  than  one  (1)  inch  reading  “To  Am¬ 
monia  Mixer.”  A  check  valve  so  set  as  to  prevent  gases 
from  reaching  the  fire  department  connection  shall  be  in¬ 
stalled  in  the  water  line  between  the  fire  department  con¬ 
nection  and  the  water  and  ammonia  mixer. 

(f)  The  fire  department  shall  have  sole  use  of  the 
mixer  and  supply  the  necessary  water. 

(g)  In  systems  using  over  twenty-seven  thousand 
(27,000)  pounds  of  ammonia  there  shall  be  provided  one 
additional  water  and  ammonia  mixer  for  each  twenty-seven 
thousand  (27,000)  pounds  of  ammonia  or  fraction  thereof 
so  used  in  excess. 

(h)  The  ammonia  mixer  and  its  connection  for  a  Class 
A  system  shall  conform  to  the  diagram  in  section  228. 

§225.  Size  of  Safety  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  be  as  follows  : 
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CO2  and 

Other 

Capacity 

Ethane,  No. 

Refrigerants, 

of  System. 

Req.,  Size. 

No.  Req.,  Size. 

(b)  Where  rupture  members  are  permitted  and  used,  the 
equivalent  area  of  the  relief  valve  specified  must  be  pro¬ 
vided. 

(c)  Fusible  plugs  may  be  used  on  all  Class  C  systems 
and  on  all  Class  B  systems  of  the  hermetically  sealed  com¬ 
pression  type  containing  not  more  than  fifty  (50)  pounds 
of  refrigerant.  The  free  discharge  opening  shall  be  one- 
sixteenth  (1/16)  inch  in  diameter. 

§226.  Location  and  Discharge  of  Safety  Devices. 

1.  Location. 

.  (a)  A  pressure  limiting  device  shall  be  provided  on  the 
high  pressure  side  of  each  water-cooled  refrigerating  sys¬ 
tem  containing  more  than  six  (6)  pounds  of  refrigerant. 
A  pressure  relief  valve  shall  be  provided  on  the  high  pres¬ 
sure  side  of  each  water-cooled  refrigerating  system  con¬ 
taining  twenty  (20)  pounds  or  more  of  refrigerant,  but  it 
shall  not  be  necessary  to  discharge  the  refrigerant  to  the 
outside  air  or  water  tank  from  any  such  refrigerating  sys¬ 
tem  containing  fifty  (50)  pounds  or  less  of  refrigerant,  any 
other  provision  of  this  chapter  to  the  contrary  notwith¬ 
standing. 

(b)  Each  compressor  or  generator  of  a  Class  A  or  B 
s>  stem  containing  more  than  100  pounds  of  refrigerant 
shall  be  protected  by  a  pressure  relief  valve  connected  into 
the  high  pressure  side  between  the  main  stop  valve  and  the 
compressor  or  generator  to  relieve  excessive  pressure  as 
hereinafter  provided. 
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(c)  A  rupture  member  may  be  substituted  for  the  relief 
valve  in  C02  systems  or  systems  operating  below  atmos¬ 
pheric  pressure. 

(d)  Shell  type  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  of 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(50)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 
off  by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided. 

(e)  Class  C  systems  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  so  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
as  that  generated  in  a  fire,  they  may  burst  due  to  the  ex¬ 
pansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 
relief  device. 

(f)  A  pressure  relief  valve  will  be  required  on  the  low 
pressure  side  of  a  Class  B  system  into  which  the  relief 
valve  or  valves  on  the  high  pressure  side  discharge,  as  so 
shown  on  equipment  diagram  of  section  228-2. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  224,  3. 
If  it  is  discharged  to  the  outside  atmosphere  it  must  be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
grade.  The  discharge  from  more  than  one  relief  valve 
may  be  run  into  a  common  header,  the  area  of  which  shall 
be  equal  to  the  area  of  the  pipes  connected  thereto.  The 
outlet  orifice  shall  be  turned  downward. 

(b)  Where  more  than  fifty  (50)  pounds  of  ammonia 
is  used  in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  for 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
be  used  for  no  purpose  except  ammonia  discharge.  At 
least  one  gallon  of  fresh  water  shall  be  provided  for  every 
pound  of  ammonia  contained  in  the  system.  The  water 
used  shall  be  prevented  from  freezing  without  the  use  of 
salt  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  (%)  of  No.  11  U.  S. 
gauge  iron.  No  horizontal  dimensions  of  the  tank  shall  be 
greater  than  one-half  (y)  the  height.  The  tank  shall  have 
a  hinged  cover  or,  if  of  the  enclosed  type,  shall  have  a 
vent  hole  at  the  top.  All  pipe  connections  shall  be  through 
the  top  of  the  tank  only.  The  discharge  pipe  from  the 
pressure  relief  valves  shall  discharge  the  ammonia  in  the 
center  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
securely  supported  as  any  other  portion  of  the  system. 
There  shall  be  no  opening  in  the  tank  below  the  water  level. 

(c)  Where  more  than  fifty  (50)  pounds  of  any  re¬ 
frigerant  other  than  ammonia  is  used  the  discharge  from 
relief  valves  shall  be  to  the  atmosphere  as  specified  for 
Class  A  ammonia  systems.  Carbondioxide  may  be  dis¬ 
charged  into  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used. 

(d)  Arrangements  of  pressure  relief  devices  for  Class  A 
and  B  systems  shall  conform  to  the  diagrams  in  section  228. 

§227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos¬ 
pheric  pressure  shall  be  provided  with  at  least  two  helmets 
or  masks. 

(b)  In  a  Class  B  system  in  which  more  than  fifty  (50) 
pounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re¬ 
frigerant  is  used,  there  shall  be  provided  at  least  one  hel¬ 
met  or  mask. 

(c)  Only  helmets  or  masks  that  have  been  approved  by 
the  United  States  Bureau  of  Mines  as  suitable  for  the 
refrigerant  employed  shall  be  used,  and  they  shall  be  kept 
in  operative  condition  in  an  easily  accessible  case  or  cab¬ 
inet  located  immediately  outside  the  refrigerating  machin¬ 
ery  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  more 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  painted 
on  and  affixed  in  a  permanent  manner  to  the  main  steam 
control,  main  electrical  and  remote  control  switches,  re¬ 
ceivers,  condensers,  shell  type  coolers,  signs  having  letters 
not  less  than  one  and  one-half  inches  (iy")  high,  desig¬ 
nating  the  part  and  refrigerant  contained  therein. 

(b)  The  seller  of  every  Class  A  or  B  system  shall  fur¬ 
nish  the  purchaser  with  a  sign  bearing  his  name  at  least 
8 y"  by  11"  in  size,  which  gives  the  rated  refrigeration 
capacity  and  the  quantity  and  kind  of  refrigerant  required 
for  the  satisfactory  operation  of  the  system  and  the  pur¬ 
chaser  shall  conspicuously  and  permanently  display  this 
sign  in  the  machinery  room.  The  quantity  and  name  of 
the  proper  refrigerant  content  and  the  rated  refrigeration 
capacity  shall  be  stamped  on  all  Class  C  systems  near  to 
or  on  the  name  plate. 

(c)  The  following  information  shall  be  posted  in  Class 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  of 
refrigerant  is  used:  (a)  The  names  and  addresses  of  the 
engineers  or  operators  in  charge;  (b)  Location  of  nearest 
fire  alarm  box ;  (c)  The  name,  address  and  telephone  number 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instruc¬ 
tions  for  safely  shutting  down  the  plant  in  case  of  emer¬ 
gency. 

3.  Storage  of  refrigerant. 

(a)  Refrigerant  not  contained  in  the  refrigerating  system 
shall  be  stored  only  in  flammable  or  irritant  containers  con¬ 
forming  to  the  regulations  prescribed  by  the  Interstate  Com¬ 
merce  Commission  for  the  transportation  of  such  refrigerant. 

(b)  Only  two  containers  holding  not  more  than  a  total 
of  three  hundred  (300)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
rooms  of  a  Class  A  system. 

(c)  Only  one  container  holding  not  more  than  one  hun¬ 
dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
room  of  a  Class  B  system. 

(d)  In  a  Class  C  system  no  refrigerant  other  than  that 
used  in  the  system  shall  be  stored  in  the  refrigerating 
machinery  room. 

(e)  If  a  greater  amount  of  flammable  or  irritant  re¬ 
frigerant  is  desired  other  than  that  permitted  in  a  refrig¬ 
erating  machinery  room,  it  shall  be  stored  in  a  fireproof 
building  or  enclosure  used  for  no  other  purpose. 

(f)  When  the  refrigerant  is  withdrawn  from  a  system 
it  shall  be  discharged  into  a  suitable  absorbent  or  con¬ 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  such 
refrigerant.  No  refrigerant  shall  be  permitted  to  escape 
into  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  system 
except  during  period  of  charging  or  withdrawing  the  re¬ 
frigerant. 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 

Adopted  by  the  Board  of  Aldermen  December  13,  1927. 

Received  from  his  Honor  the  Mayor  December  30,  1927, 
without  his  approval  or  disapproval  thereof ;  therefore,  as 
provided  in  section  40  of  the  Greater  New  York  Charter, 
the  same  took  effect  as  if  he  had  approved  it. 

ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refuse 
to  comply  with  any  provisions  of  this  chapter,  in  addition 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall, 
upon  conviction,  be  punished  by  a  fine  of  not  more  than 
$500  or  by  imprisonment  not  exceeding  six  months,  or  by 
both  such  fine  and  imprisonment. 


RULES 


Fire  Drill  Rules,  Adopted  By  the  Board 

(593-23-SR) 

Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

DEFINITION  OF  “FIRE  DRILL” 

The  method  and  practice  of  the  systematic  and  or¬ 
derly  vacating  of  a  building  by  its  occupants  in  case  of 
emergency,  panic  or  fire  in  the  least  possible  time — by 
the  nearest  safe  means  of  exit — and  the  use  of  fire  ap¬ 
pliances  which  shall  be  provided  for  the  extinguishing  or 
retarding  of  fire  and  the  safeguarding  of  human  life. 

Rule  1 

In  all  buildings  as  defined  in  Article  1,  Section  10  of 
the  Labor  Law  in  which  fire  drills  are  required  pursuant 
to  Section  279  and  in  any  other  building  in  which  the 
Fire  Commissioner  may  be  directed  pursuant  to  the  power 
conferred  in  section  775-B  of  the  Greater  New  York 
Charter,  it  shall  be  the  duty  of  the  owners,  lessees  or 
tenants  to  conduct  fire  drills  monthly  and  at  such  other 
times  as  the  Fire  Commissioner  may  direct. 

For  the  purpose  of  conducting  such  fire  drills  the 
owner  or  tenant  shall  appoint  from  among  their  em¬ 
ployees  such  responsible  and  dependable  persons,  male  or 
female,  who  shall  efficiently  perform  the  duties  of  the 
various  positions  of  the  fire  drill  organization,  as  specified 
on  the  accompanying  chart. 

It  shall  be  the  duty  of  the  owner  or  tenant  to  enter 
in  the  blank  spaces  provided  for  that  purpose  in  said 
chart  the  names  of  persons  so  selected  and  post  said 
chart  and  copies  of  the  rules  in  a  conspicuous  place. 

FIRE  DRILL  ORGANIZATION. 

Premises  . 

Name  of  concern . 

Building  No . Story . 

FOREMAN  OR  PERSON  IN  CHARGE 
Regular  Substitute 


WATCHMAN 


MALE  SEARCHER 


FEMALE  SEARCHER 


STREET  ALARM  BOX  RUNNER 


FIRE  BRIGADE 


EXIT  GUARDS 
Exit . 

a 

a 

tt 

u 

a 


of  Standards  and  Appeals,  October  5,  1923. 

SQUAD  MONITORS 

Squad  No.  1 . 

it  it  <) 


H  U 


*i  it  4 

a  a  r 


a  u 


Rule  2.  Duties  of  Foreman. 

The  Foreman  or  Person  in  Charge  shall  direct,  enforce 
and  have  full  charge  of  the  “Fire  Drill”  in  every  factory 
on  each  floor.  Each  day  before  work  is  begun  he  shall 
see  that  extinguishers,  fire  hose,  fire  buckets,  etc.,  are  in 
readiness  for  use,  exit  doors  are  unlocked,  aisles  are  free 
from  obstruction,  that  stairways,  halls,  etc.,  are  properly 
lighted,  and  shall  remedy  any  dangerous  condition  found 
to  exist.  Immediately  after  work  is  commenced  he  shall 
check  up  the  Fire  Drill  Organization  list  and  note  if  the 
regularly  assigned  persons  are  present;  if  any  are  found 
absent,  he  shall  assign  other  employees  (if  prac¬ 
ticable)  to  perform  their  duties. 

He  shall  immediately  notify  new  employees  of  the  exist¬ 
ence  of  the  Fire  Drill  Organization  an  give  them  the  nec¬ 
essary  instructions  as  to  the  duties  they  are  to  perform,  etc. 

He  shall  be  familiar  with  the  operation  and  location  of 
the  interior  alarm  signal  box  on  his  floor. 

He  shall  listen  for  the  test  signal  each  morning  at  the 
appointed  hour  and  in  the  event  of  the  test  signal  not 
being  heard  he  shall  communicate  with  the  superintendent 
or  other  person  in  charge  of  the  building  and  advise  him 
of  the  fact.  The  (Floor  Captains)  Foreman’s  orders  are 
final  as  to  the  carrying  out  of  the  fire  drill  on  his  par¬ 
ticular  floor. 

Rule  3.  Duties  of  Watchmen. 

The  WATCHMEN  shall  \see  that  all  doors  and  windows 
are  closed  so  as  to  prevent  the  spread  of  fire.  The 
WATCHMEN  shall  be  the  only  persons  permitted  to  re¬ 
main  on  the  floor  during  the  progress  of  a  fire  drill  and 
do  so  at  their  own  risk.  For  ordinary  purposes  only  one 
watchman  and  a  substitute  shall  be  designated.  In  special 
cases,  however,  extra  watchmen  may  be  assigned  by  con¬ 
sent  in  writing  from  Fire  Commissioner. 

Rule  4.  Duties  of  Searchers. 

The  MALE  AND  FEMALE  SEARCHERS  shall  search 
all  toilets,  dressing  rooms  and  emergency  rooms  used  and 
frequented  by  their  sex  and  all  other  portions  of  the  floor 
and  order  all  persons,  except  those  authorized  to  remain, 
to  leave  the  premises.  They  are  to  take  care  of  and  assist 
all  persons  who  may  faint  or  be  disabled. 

SEARCHERS  shall  leave  the  floor  immediately  after  the 
last  squad  leaves. 

Rule  5.  Duties  of  Street  Alarm  Box  Runner. 

The  STREET  ALARM  BOX  RUNNER  shall  be  fa¬ 
miliar  with  the  location  of  the  nearest  city  fire  alarm  box 
and  know  how  it  is  operated. 

In  ordinary  practice  fire  drills  the  STREET-ALARM- 
BOX-RUNNER  shall  report  to  the  Foreman  for  orders, 
and  if  his  services  are  not  required  he  shall  promptly  file 
out  of  the  premises  with  the  other  occupants. 

Only  when  a  fire  actually  occurs  on  his  floor,  or  when 
ordered  to  do  so  by  the  Foreman,  shall  the  STREET- 
ALARM-BOX-RUNNER  proceed  to  the  street  alarm  box 
and  send  in  the  fire  alarm. 
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Rule  6.  Duties  of  Fire  Brigade. 

The  fire  brigade  shall  have  full  charge  of  the  operation 
of  all  auxiliary  fire  fighting  apparatus  and  shall  endeavor 
to  extinguish,  or  at  least  hold  in  check  until  the  arrival 
of  the  fire  department,  any  fire  that  may  occur.  When  it 
is  necessary  for  the  fire  brigate  to  respond  to  different 
floors  in  the  building  they  shall  not  use  the  stairways  or 
fire  escapes  while  the  occupants  are  escaping  from  the 
premises. 


Rule  7.  Duties  of  Exit  Guards. 

The  EXIT  GUARDS  shall  station  themselves  at  all  exit 
doors  leading  to  fire  escapes,  stairways  and  other  means 
of  escape  immediately  upon  the  sounding  of  the  alarm. 
There  shall  be  two  guards  for  each  exit,  if  practicable ; 
one  to  stand  in  the  hallway  holding  back  the  door  and  the 
other  directly  inside  on  the  floor.  They  are  to  keep  the 
exit  doors  open  and  direct  the  movements  of  the  persons 
using  these  exits  and  prevent  congestion. 

EXIT  GUARDS  shall  remain  at  their  stations  until  all 
of  the  occupants  of  the  building  have  passed  their  station. 
Then  close  their  doors  and  pass  out  of  the  building.  Upon 
signal  for  the  occupants  to  return,  EXIT  GUARDS  shall 
take  their  designated  stations  and  remain  there  until  all 
persons  have  returned  to  their  respective  floors. 


Rule  8.  Duties  of  Squad  Monitors. 

The  SQUAD  MONITORS,  as  soon  as  the  alarm  is 
sounded,  shall  see  that  the  employees  under  their  charge 
quickly  form  into  line,  two  abreast,  and  numbering  not 
more  than  thirty  to  each  squad.  They  shall  see  that  all 
aisles  and  passageways  are  cleared  of  obstructions. 

Note:  Chairs,  stools,  baskets,  etc.,  should  be  pushed 
under  or  placed  on  top  of  work  benches. 

MONITORS  shall  proceed  at  the  head  of  their  re¬ 
spective  squads  to  the  exit  assigned,  and  then  march 
up  or  down  the  stairs  or  to  other  exits  as  directed  by 
the  EXIT  GUARDS. 

On  reaching  the  sidewalk  MONITORS  shall  keep  their 
squads  in  order  and  lead  them  a  reasonable  distance  from 
the  building,  so  as  not  to  cause  congestion  and  interference 
with  fire  apparatus.  When  the  proper  signal  is  given  they 
shall  return  to  their  respective  floors  at  head  of  their 
squads. 

MONITORS  will  at  all  times  see  that  those  under  their 
charge  conduct  themselves  in  a  respectable  and  orderly 
manner. 

Rule  9.  Holding  of  Drills. 

FIRE  DRILLS  shall  be  held  at  least  once  each  month 
at  varied  hours  of  the  day,  and  all  of  the  occupants  shall 
participate  therein  simultaneously.  Such  drills  shall  con¬ 
duct  all  occupants  to  a  place  of  safety. 

Where  dual  operation  interior  fire  alarm  systems  are  in¬ 
stalled  as  permitted  under  Rule  11  of  the  interior  fire  alarm 


rules  of  the  Board  of  Standards  and  Appeals,  the  fire  drill 
conducted  each  month  shall  include  all  of  the  persons  on 
the  premises  engaged  at  work  for  a  factory,  and  drills  shall 
be  conducted  at  least  twice  each  year  in  which  all  of  the 
persons  on  the  premises  shall  participate  simultaneously. 

Rule  10.  Duties  of  Owner. 

It  shall  be  the  duty  of  the  OWNER,  LESSEE  OR  TEN¬ 
ANT  OF  THE  BUILDING  or  his  authorized  agent  or 
their  representatives  to  personally  observe  that  the  “Fire 
Drill”  is  held  simultaneously  on  every  floor  of  the  build¬ 
ing  and  the  participation  therein  of  every  occupant  of  such 
building.  Any  FIRE  DRILL  in  which  all  of  the  occupants 
do  not  particpate  shall  not  be  considered  as  complying  with 
the  LAW,  except  as  otherwise  provided  in  these  rules. 

The  person  or  persons  representing  the  OWNER,  LES¬ 
SEE  OR  TENANT  who  supervises  the  FIRE  DRILL  at 
the  building  shall  submit  to  an  examination  by  the  Bureau 
of  Fire  Prevention  as  to  their  experience  and  general  fit¬ 
ness  for  such  duties,  and  shall  be  so  certified  in  writing  by 
the  FIRE  COMMISSIONER. 

Rule  11.  Duties  of  Engineer. 

It  shall  be  the  duty  of  the  ENGINEER,  SUPERIN¬ 
TENDENT  or  other  PERSON  IN  CHARGE  of  a  build¬ 
ing  having  an  interior  fire  alarm  system  to  test  such  system 
daily  immediately  after  the  beginning  of  business,  and  to 
see  that  all  apparatus  operated  by  springs  requiring  wind¬ 
ing  are  rewound  after  each  alarm  and  kept  in  normal 
condition  for  operation. 

Whenever  it  is  necessary  to  test  the  fire  alarm  system 
at  any  other  time  of  the  day,  owing  to  repairs,  etc.,  being 
made,  the  PERSON  IN  CHARGE  OF  BUILDING 
will  first  notify  all  Foremen  of  the  several  floors  of  the 
intended  test  and  likewise  notify  them  when  the  repairs, 
etc.,  are  completed.  This  precaution  is  taken  to  prevent 
confusion  and  excitement,  also  misunderstanding  of  the 
alarm  signals. 

It  shall  also  be  the  duty  of  the  PERSON  IN  CHARGE 
OF  BUILDING  to  sound  the  interior  alarm  system  at 
irregular  intervals,  but  not  less  than .  once  each  calendar 
month,  for  the  purpose  of  holding  practice  fire  drills. 
He  shall  keep  on  the  premises  a  record  of  such  drills 
showing  the  date  when  held  and  the  required  time  for 
all  occupants  to  reach  the  street  or  a  point  of  safety 
outside  the  building. 

The  PERSON  IN  CHARGE  OF  BUILDING  must 
immediately  acquaint  new  tenants  of  the  existence  of 
the  “Fire  Drill”  Organization  and  its  purport. 

Rule  12.  Registration. 

The  name  and  address  of  every  person,  corporation  or 
co-partnership,  that  will,  under  professional  service,  carry 
on  the  trade,  business  or  calling  of  establishing,  main¬ 
taining  or  supervising  the  “Fire  Drill”  shall  be  registered 
in  the  Fire  Department,  which  Department  shall,  upon 
evidence  of  fitness,  grant  a  certificate  to  that  effect. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  front  Administrative  Orders 

74- 36-A — 800  Lefferts  avenue,  south  side,  34  ft.  654  in. 

west  of  Schenectady  avenue  and  849  East 
New  York  avenue,  north  side,  25  ft.  4j4 
in.  west  of  Schenectady  avenue  (Block 
No.  1429,  Lot  Nos.  32,  36  and  43),  Bor¬ 
ough  of  Brooklyn. 

75- 36-A — North  side  of  Ninth  street,  368  ft.  east  of  Fifth 

avenue  (Block  No.  1005,  Lot  No.  59  and 
part  of  Lot  No.  57),  Borough  of  Brooklyn. 

76- 36-A — 2363-2373  Bedford  avenue,  east  side,  158  ft.  3^4 

in.  south  of  Tilden  avenue  (Block  No. 
5135,  part  of  Lot  No.  53),  Borough  of 
Brooklyn. 

77- 36-A — 1094-1104  Nostrand  avenue,  northwest  corner 

of  Maple  street  (Block  No.  5030,  Lot  No. 
45),  Borough  of  Brooklyn. 

78- 36- A — 705-711  Franklin  avenue,  northeast  corner  of 

Park  place  (Block  No.  1231,  Lot  No.  1), 
Borough  of  Brooklyn. 

79- 36-A — 1043-1053  Winthrop  street  and  177-187  East  . 

93rd  street,  northeast  corner  (Block  No. 
4612,  Lot  No.  43),  Borough  of  Brooklyn. 
131-36-A — 878-888  Coney  Island  avenue,  west  side,  200  ft. 

6^4  in.  south  of  Ditmas  avenue  (Block 
No.  5403,  Lot  Nos.  21  and  24),  Borough 
of  Brooklyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

1149-27-SA — -Enterprise  Rotary  Fuel  Oil  Burner. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2*4 -inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 
164-33-SA — Firemaster  Fire  Extinguisher. 

117-34-SA — Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 
39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 
43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 


51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 
88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA— Easyway  Space  Heater,  Models  CRL19 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-Z, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

248- 35-SA — Acme  Type  205  Polarized  Vibrating  Bells. 

249- 35-SA — Acme  High  and  Low  Water  Alarm  Tank 

Switch. 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

■  300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-S A— Teesdale  Baramatic  Damper. 

139-36-SA — Airtemp  Oil  Burner,  Models  A-6,  B-6  and 
C-6. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner. 
176-36-SA — Homestead  Oil  Burner,  Model  E. 

184-36-SA — National  Devices  Oil  Burner  and  Pyrolene  Oil 
Burner. 

188-36-SA— Tri-Aire  Oil  Burner,  Models  C-3  and  C-7. 
191-36-SM — Carey  Rocktex  Insulating  Wool. 

199-36-SA — Sunstrand  Fuel  Unit  (Pump),  Model  7-OB. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 

and  will  be  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  September  21,  1936,  at  2  o'clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

Neiv  Cases  Filed  up  to  July  15,  1936 


Cal.  No.  Department  Premises  Affected 

216- 36-SA . F.D . Oreo  -  Richfield  Oil  Burner, 

Model  A-l,  Appliance. 

217- 36-A . F.D . Barge  1500  ft.  off  shore  Or¬ 

chard  Beach,  City  Island, 


N-  Y.,  Decision. 


218-36-A . D.B.B . 979-989  Clarkson  avenue, 

northeast  corner  of  Remsen 
avenue  (Block  4626,  part  of 
Lot  37),  Borough  of  Brook¬ 
lyn, 

Curb  Cut  Permit  A25866. 


219- 36-SA . F.D . Bronx  Faultless  Oil  Burner 

for  Pressing  Machines, 

Appliance. 

220- 36- A . D.B.B . 161-165  Franklin  avenue,  east 

side,  111  ft.  10  in.  south  of 
Myrtle  avenue  (Block  1913, 
Lot  16),  Borough  of  Brook¬ 
lyn, 

Applic.  4744-36  &  Decision. 


221-36-A . F.D . Transportation  of  Fuel  Oil 

in  Tank  Truck  in  New  York 
City,  6998-L.C. 


222-36-BZ . D.B.B . 3402-3424  Foster  avenue,  south 

side,  540  ft.  west  of  East 
37th  street  (Block  4982A, 
Lot  1),  Borough  of  Brook¬ 
lyn,  Applic.  8774-36. 


22 3  36  BZ . D.B.Q . 144-01  to  144-09  Archer  ave¬ 

nue  and  91-11  to  91-25 
144th  place,  northeast  corner 
(Block  1033,  Lots  20  and 
25),  Jamaica,  Borough  of 
Queens,  Applic.  1438-36. 


224-36- SA . F.D . Odin  Beauty  Heater  (Pot 

Type)  and  American  Beau¬ 
ty  (Pot  Type),  Models  1P- 
61,  IP -62,  IP-91  and  IP-92, 
Appliance. 


Restored  to  Calendar 

541-24-BZ . D.B.B . 33-41  Park  avenue,  southeast 

corner  of  Raymond  street 
(Block  2035,  Lot  4),  Bor¬ 
ough  of  Brooklyn,  Decision. 


282-27- BZ . D.B.M . 200-208  East  111th  street  and 

2013  -  2023  Third  avenue, 
southeast  corner  (Block 
1660,  Lot  45),  Borough  of 
Manhattan,  Alt.  895-36. 


279-35-BZ . D.B.Q . 79-41  Central  (Cooper)  ave¬ 

nue,  north  side,  56.15  ft.  east 
of  Graeme  avenue  (Block 
2711,  Lot  56),  Middle  Vil¬ 
lage,  Borough  of  Queens, 
Decision. 


309-28-BZ . D.B.B . 2323-2331  Flatbush  avenue 

and  2370-2384  Utica  avenue 
(Block  8510,  Lot  1),  Bor¬ 
ough  of  Brooklyn, 

Viol.  5159-35. 


296-33-BZ . D.B.R . 92  Brook  street,  south  side, 

180  ft.  east  of  Jersey  street 
(Block  34,  Lots  1,  12,  22,  45 
and  52),  Tompkinsville, 
Borough  of  Richmond, 

Alt.  620-36. 


589-31-BZ . D.B.Q . 159-01  to  159-07  114th  avenue 

(Linden  boulevard)  north¬ 
east  corner  of  159th  street 
and  159-02  to  159-08  Meyer 
avenue  (Block  2958,  Lots  1 
and  3),  Jamaica,  Borough 
of  Queens,  Decision. 


169-20-BZ . D.B.B . 1617-1627  Neptune  avenue  and 

3127-3131  Cropsey  avenue, 
northeast  corner  (Block 
6995,  Lot  1),  Borough  of 
Brooklyn,  Applic.  6711-35. 


D.B.. . . 
H.D.. . . 
D.B.B.. 
D.B.M. 
D.B.Q.. 
D.B.R. . 
D.B.Bx, 
T.H.D.. 
B.B _ 


CODE 

. Department  of  Buildings 

. Health  Department 

..Department  of  Buildings,  Brooklyn 
Department  of  Buildings,  Manhattan 
....Department  of  Buildings,  Queens 
.  .Department  of  Buildings,  Richmond 

. Department  of  Buildings,  Bronx 

. Tenement  House  Department 

. Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  July  9,  1936,  Samuels  &  Samuels,  attorneys,  served  on  the 
Board  Petition  and  Order  of  Certiorari,  on  behalf  of  Julius  Bich- 
ovsky,  owner,  in  re  decision  of  April  28,  1936,  denying  gasoline 
service  station  in  a  business  district  under  section  21,  Cal.  No. 
4-36-BZ,  at  premises  133-54  Lefferts  boulevard,  northwest  corner 
135th  avenue,  Richmond  Hill,  Borough  of  Queens. 


COURT  DECISION 

Cameron  v.  Murdock— On  March  24,  1936,  Board  affirmed  decision 
of  Commissioner  of  Buildings  revoking  curb-cut  permit 
and  letter-permit  theretofore  issued  for  parking  or 
storage  of  not  more  than  five  cars,  on  the  ground  that 
many  more  than  five  cars  were  so  parked  and  stored, 
contrary  to  the  Zoning  Restrictions,  in  a  business  dis¬ 
trict.  Cal.  No.  1-36-A,  premises  1404-1414  East  New 
York  avenue,  Borough  of  Brooklyn.  Justice  Lockwood 
sustained  Board  (N.  Y.  L.  J.,  July  3,  1936). 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .July 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules .  Mar. 

Concrete  Rules  (Hydrated  Lime)... June 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . June 


7,  1936— Vol.  21,  No.  27 

2,  1932— Vol.  17,  No.  31 
10,  1936— Vol.  21,  No.  10 
30,  1936— Vol.  21,  No.  26 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
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Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . June 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . July 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. May 

Plumbing  Rules  . .Tune 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.July 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpipe  Fireline  Rules . June 

Structural  Alterations.  Reporting. . .  Tune 

Tank  Trucks,  Fuel  Oil,  etc . May 

Tank  Trucks,  Gasoline,  etc . May 

Wire  Glass  Rules  (Amendment  to 
Rule  50S  of  Industrial  Code).. Apr. 


28,  1935— Vol.  20,  No.  22 

14,'  1936— Vol.  21,  No.  28 

16,  1936— Vol.  21,  No.  24 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 
7,  1936— Vol.  21,  No.  27 

27,  1934— Vol.  19,  No.  48 
26,  1936— Vol.  21,  No.  21 
30,  1936— Vol.  21,  No.  26 

25,  1936— Vol.  21,  No.  8 
14,  1936 — Vol.  21,  No.  28 
19,  1936— Vol.  21,  No.  20 
12,  1936— Vol.  21,  No.  19 

9,  1936— Vol.  21,  No.  23 
7,  1932— Vol.  17,  No.  23 

26,  1936— Vol.  21,  No.  21 
26,  1936— Vol.  21,  No.  21 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  1305-25-BZ — Application  of  Henry  J.  Nurick,  ap¬ 
plicant,  on  behalf  of  Love  Lane  Auto¬ 
motive  Corporation,  owner,  reopened 
February  18,  1936,  under  sections  7a 
and  7e  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
alteration  and  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles  (existing  garage  granted  by 
the  Board)  ;  premises  42-50  Love  Lane 
and  1-9  College  place,  northwest  cor¬ 
ner  (Block  No.  236,  Lot  No.  71),  Bor¬ 
ough  of  Brooklyn. 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Tuly 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.May 

Fuel  Oil  Pumps . July 

Paint,  Varnish  and  Lacquer  Spray-' 

ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  . July 


5,  1935— Vol.  20,  No.  10 

14,  1936— Vol.  21,  No.  28 

5,  1936— Vol.  21,  No.  18 

26,  1936— Vol.  21,  No.  21 
19,  1936 — Vol.  21,  No.  20 

21,  1936— Vol.  21,  No.  29 

26,  1935— Vol.  20,  No.  48 

7,  1936— Vol.  21,  No.  27 


ADJOURNMENT. 

Notice  is  hereby  given  that  the  next  regular  meeting  of 
the  Board  of  Standards  and  Appeals  will  be  held  on  Tues¬ 
day,  September  15,  1936,  at  10  a.m.,  and  that  the  next 
Clerk’s  Calendar  Call  will  be  held  on  Monday,  September 
14,  1936,  at  2  p.m. 


JULY  22.  1936,  10  A.  M. 

SPECIAL  MEETING 

Appeals  from  Administrative  Orders 

196-36-A — West  side  of  82nd  street,  179  ft.  4  in.  north  of 
37th  avenue  (Block  No.  1281,  Lot  No.  25), 
Jackson  Heights,  Borough  of  Queens. 

203-36-A — 1223  Bedford  avenue  and  7  Halsey  street,  north¬ 
east  corner  (Block  No.  1837,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

Appliance  Submitted  for  Approval 

1149-27-SA — Enterprise  Rotary  Oil  Burner. 


cal.  no.  212-35-BZ — Application  of  Samuel  Gardstein,  ap¬ 
plicant,  on  behalf  of  Edwin  J.  Long, 
owner,  reopened  April  28,  1936,  under 
section  7 h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  occupancy  of  a  plot  for  sale 
and  display  (parking  and  storage)  of 
more  than  five  (5)  new  and  used  mo¬ 
tor  vehicles  for  a  temporary  period  of 
two  (2)  years;  premises  6501-6507 
Fort  Hamilton  parkway  and  948-960 
65th  street,  southeast  corner  (Block 
No.  5750,  Lot  No.  42),  Borough  of 
Brooklyn. 


cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420.  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  14,  1936,  AT  2  P.  M. 

Building  Zone  Case 

192-36-BZ. 

APPLICANT — Kaye,  Scholer,  Fierman  and  Hays,  for 
The  Marguerite  Corporation,  owner. 

PREMISES — 801  Bartholdi  street,  northeast  corner  of 
Barnes  avenue  (Block  No.  4633,  Lot  No.  11),  Bor¬ 
ough  of  The  Bronx. 

APPLICATION,'  under  sections  7 a  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
an  existing  factory  building. 


SEPTEMBER  15,  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 


SEPTEMBER  15,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

197- 36-A — 2171  White  Plains  avenue,  west  side,  100  ft. 

north  of  Lydig  avenue  (Block  No.  4317,  Lot 
No.  56),  Borough  of  The  Bronx. 

198- 36-A — 4498  Park  avenue  and  449  East  182nd  street, 

northwest  corner  (Block  No.  3038,  Lot  No.  1), 
Borough  of  The  Bronx. 

209-36-A — 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 
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193-36- S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 

216-36-SA — Orco-Richfield  Oil  Burner,  Model  A-l. 

219-36SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  15,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 


cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  5lst  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


cal.  no.  169-20- BZ — Application  of  Thomas  A.  Grady, 
applicant,  on  behalf  of  Clark  and  Com¬ 
pany,  ovvner,  reopened  July  14,  1936, 
for  consideration  of  an  amendment  to 
the  resolution  of  October  29,  1935,  as 
to  the  conditions  imposed  therein — re 
Application,  granted  on  condition,  un¬ 
der  section  21  of  the  building  zone, 
resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  (in  lieu 
of  a  garage  for  more  than  five  (5) 
motor  vehicles  previously  granted  by 
the  board)  for  a  temporary  period  of 
ten  (10)  years;  premises  1617-1627 
Neptune  avenue  and  3127-3131  Cropsey 
avenue,  northeast  corner  (Block  No. 
6995,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  22,  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  22,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


cal.  no.  99-36-BZ — Application,  April  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Peter  Dinnella,  owner,  to 
permit  in  a  residence  use  and  also, 


partly  in  an  “F”  area  and  partly  in  a 
“C”  area  district,  the  erection  and 
maintenance  of  a  multiple  dwelling  not 
conforming  with  “F”  area  require¬ 
ments;  premises  84-14  Forest  parkway 
(83rd  street),  west  side,  91.60  ft.  south 
of  Park  lane  south  (Block  No.  12,  Lot 
Nos.  288,  325  and  327),  Forest  Hills, 
Borough  of  Queens. 


cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 


cal.  no.  100-36-BZ — Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 
street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  22,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  22,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 


cal.  no.  42-36-BZ — Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  29,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Sep¬ 
tember  29,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters: 
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CALENDAR 

cal.  no.  8-36-BZ— Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 

June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 

Van  Wyck  avenue  (Block  No.  1018, 

Lot  No.  1),  Jamaica,  Borough  of 

Queens. 

cal.  no.  282-27-BZ — Application  of  Larry  Meltzer,  appli- 

cant,  on  behalf  of  Lehigh  Garage  and 
Gas  Station,  Inc.,  lessee  (long  term 
lease),  reopened  July  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  an  existing 
garage  and  gasoline  service  station 
(previously  granted  by  the  board),  by 
the  removal  of  partitions  and  the  in¬ 
corporation  of  the  existing  store  sec.- 
tion  as  part  of  the  garage,  premises 
200-208  East  111th  street  and  2013- 
2025  Third  avenue,  southeast  corner 
(Block  No.  1660,  Lot  No.  45),  Bor¬ 
ough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 

I  SPECIAL  MEETING  building  zone  resolution,  to  permit  in  a  business 

FRIDAY  MORNING,  JULY  10  1936  district  the  erection  and  maintenance  of  a  garage 

td  a.  i  .  ,  for  more  thsn  five  (5)  motor  vehicles 

Present:  Chairman  Murdock,  Commissioners  Savage  PREMISES  AFFECTED— 1235-1239  Second  avenue  and 
and  Blum  and  Ass. slant  Chief  Walsh.  248-252  East  65th  street,  souftw^A  “oikS! 

-  APPEARANCES—'  N°S'  26'28^’  Borough  of  Manhattan. 

BUILDING  ZONE  CASES  For  Applicant :  John  J.  Cromshow  and  Alexander 

42-36-BZ.  Lyon. 

APPLICANT— David^Kaufman,  for  Hartsing  Realty  Cor-  F°f  R°K“„"d  ,  .^eedon.^'  S*"lw  M' 

SUBJECT-App’li  cation'  (re  decision  of  the  commissioner  °  ®OARD-ApI,lication  without 

of  buildings)  under  section  21  of  the  building  zone  TEtE  VOTF  TO  WITHPiraw. 

resolution,  to  permit  in  a  business  district  the  Affirmative-  Chairman  u„  dir 

erection  and  maintenance  of  a  petroleum  storage  ‘  ™  Lhairman  Murdock,  Commission- 

plant  peiroieum  storage  ers  Savage  and  Blum  and  Assistant  Chief 

PREMISES  AFFECTED — 74-25  Almeda  avenue,  south  NeeatAe  .  4 

side,  180  ft.  west  of  Barbadoes  drive  (Block  No.  Absent  .  0 

519,  Lot  No.  1),  Arverne,  Borough  of  Queens  .  0 

APPEARANCES—  _ 

For  Applicant:  David  Kaufman  and  Julin  Hart-  282-27-BZ. 

For  "Opposition:  T.  D.  Hartigan,  Benjamin  W  APPU^  Static^ In^^eSe  n"  ,Ganlge  and 

Mer1sdmHncJ0^astr„„Wil,iam  R  Lamt  a"d 
ACTION  OF  BOARD— Laid  ove/to^  September  22,  1936, 

.  tor  turther  intormation.  nut  in  a  business  use  district  the  alteration  of  an 

-  existing  garage  and  gasoline  service  station  (pre- 

59-36-BZ.  viously  granted  by  the  board),  by  the  removal  of 

SuEfECTN  War7  Mf“rd-  f°r  MaU , Haberle'-  °wner-  s,rt,s°encStio„ndaS 

J  ”  buildings)  Jmder6  sectjon°21  'ol  the  b PREM1|^  *»* 

resolution,  to  perm.t  in  a  business  distrkt  the  SSiT«"wu,t:  (Block 

erection  and  maintenance  of  a  gasoline  service  APPEARANCES—  '  ’  orough  ot  Manhattan. 

PREMISES°AFFECTED — 254-09  Hillside  avenue,  north-  ACTION “oF^RO ART")  Larry|.M?1,zer' 

east  corner  of  Little  Neck  parkway  (Block  No  ,, b  .  BOARD— Application  reopened,  calendar 

8766,  Lot  No.  1),  Bayside,  Borough  of  Queens  ’  cal  waived  and  set  for  hearing  September  29,  1936, 

APPEARANCES—  10  a.m.  Applicant  to  notify  property  owners  in 

For  Applicant:  Larry  Meltzer.  e  a  ,cte^  area  by  regular  mail  not  later  than 

For  Opposition :  None.  September  14,  1936.  Such  notice  to  include  in- 

ACTION  OF  BOARD— Laid  over  to  July  14  1936  at  2  structions  to  property  owners  that  objections  or 

P.M.  ’  ’  consents  shall  be  filed  with  the  board  not  later 

_ _ _  than  September  22,  1936. 

61-36-BZ  THE  VOTE  TO  REOPEN— 

*PRU  ™S_J°hn  1  Cr°mSh0W>  £°r  Abraham  B'  C°X-  UaPd>CAs^atapZ*  CMef 

SUBJECT— Application  (re  decision  of  the  commissioner  Negative  .  4 

of  buildings)  under  sections  7e  and  21  of  the  Absent  .  .  n 
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MINUTES 


541-24-BZ. 

APPLICANT — Herbert  Ascher,  for  Butler  Holding  Co., 
Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment  of 
resolution  to  include  a  gasoline  service  station — 
re  Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7e  and  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehi- 
cles. 

PREMISES  AFFECTED — 33-41  Park  avenue,  southeast 
corner  of  Raymond  street  (Block  No.  2035,  Lot 
No.  4),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Herbert  Ascher. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


279-35-BZ. 

APPLICANT — Sidney  Haber,  for  James  Felton  and  Jo¬ 
seph  Felton,  lessees. 

SUBJECT — Application  for  reopening — restoration  to  the 
Calendar,  having  been  previously  dismissed  for 
lack  of  prosecution — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  change  of  occupancy  of 
an  existing  building  to  a  junk  shop  (auto  wreck¬ 
ing). 

PREMISES  AFFECTED— 79-41  Central  avenue  (Cooper 
avenue),  north  side,  56.15  ft.  east  of  Graeme  ave¬ 
nue  (Block  No.  2711,  Lot  No.  56),  Middle  Village, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Sidney  Haber. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  0 

Absent  .  0 


309-28-BZ. 

APPLICANT — Richard  Shutkind,  for  Finat  Corporation, 
owner. 

SUBJECT — Application  for  reopening — (re  decision  of 
the  commissioner  of  buildings) — amendment — re 
Application,  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 2323-2331  Flatbush  avenue  and 
2370-2384  Utica  avenue  (Block  No.  8510,  Lot  No. 
1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Richard  Shutkind. 

ACTION  OF  BOARD — Application  reopened  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


296-33-BZ. 

APPLICANT — Staten  Island  Coach  Company,  Inc.,  for 
Richmond  Railways,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  sections  7a,  7g  and  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor  vehicles  and, 
also,  a  motor  vehicle  repair  shop. 

PREA1ISES  AFFECTED — 92  Brook  street,  south  side, 
180  ft.  east  of  Jersey  street  (Block  No.  34,  Lot 
Nos.  12,  45,  52,  1  and  22),  Tompkinsville,  Borough 
of  Richmond. 

APPEARANCES— 

For  Applicant :  S.  H.  Serena. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


665-28-BZ. 

APPLICANT — Archibald  H.  Kurland,  for  George  Hoch- 
schwender,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  erection  and  maintenance  of  a  business  build¬ 
ing  for  store  occupancy. 

PREMISES  AFFECTED — 2022-2034  Bedford  avenue  and 
99-103  Clarkson  avenue,  northwest  corner  (Block 
No.  5055,  Lot  No.  59),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  J.  B.  Niponnich. 

ACTION  OF  BOARD — Application  for  reopening,  denied. 


THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(665-28-BZ) 


Whereas,  this  application  affecting  premises  2022-2034 
Bedford  avenue  and  99-103  Clarkson  avenue,  northwest 
corner  (Block  No.  5055,  Lot  No.  59),  Borough  of  Brooklyn, 
was  granted  by  the  board,  on  certain  conditions,  December 
18,  1928,  resolution  amended  July  26,  1929,  December  23, 
1930,  February  6,  1934,  and  applicant  requests  a  further 
amendment  to  modify  conditions  to  permit  a  meat  market 
or  delicatessen  store;  and 

Whereas,  in  the  opinion  of  the  board,  the  conditions 
of  the  resolution  should  not  be  further  relaxed. 

Resolved,  that  the  request  for  reopening  be  and  it  hereby 
is  denied. 


177-36-BZ. 

APPLICANT — William  I.  Hohauser,  for  Soteros  D.  Co- 
calis,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  an 
exit  from  a  proposed  theatre  building  located  in 
a  business  use  district. 

PREMISES  AFFECTED — 1143-1151  Ogden  avenue,  west 
side,  107.18  ft.  south  of  Union  place  and  1144-1152 
University  avenue  (Block  No.  2526,  Lot  No.  95), 
Borough  of  The  Bronx. 


MINUTES 


APPEARANCES— 

For  Applicant:  William  C.  Hohauser. 

For  Opposition:  Louis  L.  Schwartz,  Frank  E. 
Lammers,  A.  C.  Rose,  J.  H.  Spellman  and 
Benjamin  Saltzman. 

ACTION  OF  BOARD — Application  granted  on  condition 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


.  THE  RESOLUTION— 

(177-36-BZ) 

W  hereas,  William  I.  Hohauser,  for  Soteros  D.  Cocalis, 
owner,  filed  June  10,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  residence  use  district 
an  exit  from  a  proposed  theatre  building  located  in  a  busi¬ 
ness  use  district;  premises:  1143-1151  Ogden  avenue,  west 
side,  107.18  ft.  south  of  Union  place,  and  1144-1152  Uni¬ 
versity  avenue  (Block  No.  2526,  Lot  No.  95),  Borough 
of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  special 
meeting,  July  10,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals  ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ogden  avenue  is  in  a  busi¬ 
ness  district;  University  avenue  is  in  residence  and  busi¬ 
ness  district ;  Union  place  is  in  business  district,  and  West 
167th  street  is  in  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  June  5,  1936,  re  N.  B.  App.  No.  217-1936, 
reads : 

“Passageways  for  theatre  exits  extending  into  a 
residence  district  is  contrary  to  section  3  of  the  build¬ 
ing  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  74  ft.  6  in.  on  Ogden  avenue,  77  ft.  4  in. 
on  University  avenue  and  a  maximum  depth  of  282  ft.  1 
in. ;  the  east  half  of  the  plot  is  located  in  a  business  use 
district  and  the  west  half  is  located  in  a  residence  use 
district.  On  the  Ogden  avenue  front  of  the  plot  it  is  pro¬ 
posed  to  erect  a  motion  picture  theatre  having  a  seating 
capacity  of  970  seats;  the  proposed  theatre  has  a  frontage 
of  74  ft.  6  in.  and  a  depth  of  137  ft.  It  is  proposed  to 
have  a  passageway  (located  in  the  residence  use  portion 
of  the  plot)  from  the  theatre  extending  to  LJniversity 
avenue  to  be  used  for  emergency  exit  purposes  only;  and 
Whereas,  a  committee  of  the  board  inspected  these 
premises  prior  to  the  hearing,  so  that  they  may  be  in¬ 
formed  of  conditions ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  7(c)  of  the 
building  zone  resolution  and  was,  therefore,  entitled  to 
relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7(c),  to  permit  the  rear  portion  of  the  lot  under  appeal 
for  the  depth  of  10'  ft.  in  the  residential  area  and  the 
northerly  portion  along  the  side  lot  line  of  Lot  98  for  a 
width  of  10  ft.,  to  be  used  as  the  required  exit  from  the 
proposed  theatre  building  to  be  erected  in  the  business  dis¬ 
trict  on  Ogden  avenue,  on  condition  that  in  all  other  re¬ 
spects  all  laws,  rules  and  requirements  regulating  the  con¬ 
struction  and  occupancy  of  this  theatre  shall  be  complied 
with ;  that  there  shall  be  erected  for  the  full  length  of 
this  exit  passageway  a  substantial  iron  fence  of  the  an¬ 
chor  post  type  not  less  than  6  ft.  in  height  on  the  open 
lot  sides  of  the  passageway ;  that  the  passageway  from 
the  exit  doors  of  the  theatre  to  University  avenue  shall 
be  cement  paved ;  that  there  shall  be  an  exit  gate  at  the 


University  avenue  building  line  at  the  end  of  the  passage¬ 
way.  which  shall  be  substantially  constructed  and  which 
shall  be  kept  closed  at  all  times  against  entrance  to  the 
theatre  from  University  avenue,  but  openable  from  the 
theatre  side  for  means  of  exit  in  the  event  of  fire  or  panic  * 
that  this  exit  passageway  shall  be  used  solely  for  such 
emergency  exit  purposes  and  not  as  a  usual  exit  from 
the  theatre ;  that  this  exit  passageway  shall  at  all  times 
be  kept  clean  and  free  from  refuse  and  satisfactory  to  the 
fire  commissioner;  that  the  balance  of  the  lot  within  the 
i  esidential  district  shall  be  used  solely  for  purposes  con¬ 
forming  in  a  residential  district  and  shall  be  kept  orderly 
and  free  from  refuse;  that  a  substantial  fence  shall  be 
maintained  at  all  times  along  the  University  avenue  build¬ 
ing  line  ;  that  any  air  conditioning  apparatus  installed  in 
connection  with  the  theatre  shall  have  the  mechanical 
equipment  installation  upon  the  roof,  located  toward  Og¬ 
den  avenue  and  within  a  distance  of  50  ft.  therefrom; 
that  all  permits  shall  be  obtained  and  work  completed 
within  one  year  from  the  date  of  this  action. 


166-36-BZ. 


APPLICANT— Oscar  Goldschlag,  for  East  River  and  55th 
Street'  Corporation,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
use  of  a  plot  of  ground  as  a  tennis  court  and  acces¬ 
sory  building  for  same. 

PREMISES  AFFECTED — 500  East  55th  street  and  41 
Sutton  place  south,  southeast  corner  (Block  No. 
.  1371,  Lot  No.  14),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Joseph  A.  Lazarus,  Oscar  Gold¬ 
schlag  and  Stanley  M.  Rabadan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  q 

Absent  .  q 


THE  RESOLUTION— 

(166-36-BZ) 

Whereas,  Oscar  Goldschlag,  for  East  River  and  55th 
Street  Corporation,  owner,  filed  June  3,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a 
residence  use  district  the  use  of  a  plot  of  ground  as  a 
tennis  court  and  accessory  building  for  same;  premises: 
500  East  55th  street  and  41  Sutton  place,  south,  southeast 
corner  (Block  No.  1371,  Lot  No.  14),  Borough  of  Man¬ 
hattan  ;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  special 
meeting,  July  10,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Sutton  place,  south,  is  in  a 
residence  district;  East  54th  street  is  in  a  residence  dis¬ 
trict,  and  East  55th  street  is  in  a  residence  district,  and 
East  53d  street  is  in  an  unrestricted  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  June  9,  1936  (re  App.  No.  81-1936),  reads: 

“Replying  to  your  letter  of  this  date,  you  are  advised 
that  the  above  numbered  new  building  application  was 
objected  to  because  the  designated  use  does  not  appear 
to  conform  to  provisions  of  article  II,  section  3  of 
that  the  above  numbered  new  building  application  was 
in  a  residence  district.  The  proposed  use  for  tennis 
courts  is,  in  the  opinion  of  this  department,  a  business 
use.” 

and 
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Whereas,  the  premises  consist  of  an  irregularly  shaped 
plot  of  ground  having  a  frontage  of  200  ft.  on  Sutton 
place,  south,  and  225  ft.  on  East  55th  street ;  proposes  to 
occupy  the  premises  as  a  tennis  court  and  also  to  erect 
thereon  an  accessory  building  for  lockers,  showers,  etc.,  25 
ft.  by  80  ft.,  in  area ;  and 

Whereas,  in  order  to  be  informed  prior  to  the  hearing 
a  committee  of  the  board  inspected  the  premises  and 
found  that  the  use  of  premises  temporarily  as  a  tennis 
court,  surrounded  by  an  attractive  brick  wall,  would  not 
be  objectionable  to  the  neighorhood ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  21  and 
that  a  temporary  hardship  exists. 

Resolved,  that  the  Board  of  Standard  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  for  a  term  of  five  years,  permitting  the  premises  under 
appeal  to  be  used  as  tennis  courts  for  which  fees  are 
charged  and  also  to  permit  the  erection  of  such  temporary 
buildings  for  locker  rooms,  etc.,  as  may  be  required,  pro¬ 
viding  such  buildings  comply  with  all  requirements  of  the 
Building  Code  and  that  during  the  time  the  premises  are 
so  used  they  shall  be  surrounded  by  a  brick  wall,  as  indi¬ 
cated  on  plans  and  photographs  filed  with  this  appeal. 


32-36-BZ. 

APPLICANT — Jerome  Eisner,  for  Annie  T.  Matthies, 
owner. 

SUBJECT — Application  for  Reopening — Amendment  and 
Approval  of  Plans — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
residence  use  district  the  erection  and  maintenance 
of  a  business  building  (stores). 

PREMISES  AFFECTED — 2196  Grand  Concourse,  E.  S., 
166.60  ft.  south  of  East  182nd  street  (Block  No. 
3157,  Lot  No.  23),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Jerome  Eisner  and  Charles  J. 
Goldman. 

ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLAN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(32-36-BZ) 

Whereas,  Jerome  Eisner,  for  Annie  T.  Matthies,  owner, 
filed  February  17,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  business  building  (stores)  ; 
premises:  2196  Grand  Concourse,  east  side,  166.60  ft.  south 
of  East  182nd  street  (Block  No.  3157,  Lot  No.  23),  Bor¬ 
ough  of  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing,  April  28,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  in  a 
residence  and  business  district ;  East  182nd  street  is  in  a 
residence  district;  East  181st  street  is  in  a  business  and 


residence  district ;  Ryer  avenue  is  in  a  residence  and  busi¬ 
ness  district  and  Anthony  avenue  is  in  a  residence  and 
business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  14,  1936,  re  N.  B.  Applic,  No.  434-35, 

reads : 

“1.  Erection  of  proposed  building  for  business  occu¬ 
pancy  (stores)  in  residence  district  is  contrary  to  pro¬ 
visions  of  building  zone  resolution.” 

and 

W  hereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  51  ft.  11  in.  and  a  maximum  depth  of 
130  ft.  It  is  proposed  to  demolish  the  frame  structure  now 
on  the  plot  and  to  erect  thereon  a  one-story  non-fireproof 
building  51  ft.  11  in  by  100  ft.,  irregular,  in  area,  to  be 
occupied  by  three  (3)  stores;  and 

Whereas,  the  board  is  familiar  with  the  area  and  this 
particular  site  because  of  recent  appeals  in  the  area  upon 
which  inspections  of  the  committee  were  made;  and 

Whereas,  the  board  is  of  the  opinion,  that  the  adjoining 
gasoline  station  and  garage  erected  prior  to  1916  makes  it 
unreasonable  to  expect  the  owner  to  construct  a  use  that 
is  conforming  in  a  residence  district  and  that  the  proposed 
building  will  be  an  improvement  on  the  existing  outmoded 
dwelling;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution,  hardship,  and  was,  therefore,  entitled  to 
relief  ;  and 

Whereas,  this  application  was  granted  by  the  board  April 
28,  1936,  the  resolution  reading  as  follows : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted,  to 
permit  the  erection  of  a  one-story  store  building  gener¬ 
ally  as  indicated  on  plans  filed  with  this  appeal,  on 
condition  that  complete  working  drawings  shall  be  sub¬ 
mitted  to  the  board  for  approval  before  same  are  filed 
with  the  commissioner  of  buildings  and  for  the  plac¬ 
ing  of  such  further  conditions  as  the  board  may  deem 
desirable ;  that  such  plans  shall  be  submitted  within 
three  months  from  the  date  of  this  resolution.” 

and 

Whereas,  working  drawings  have  been  submitted  to  the 
board  for  approval. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  April  28,  1936,  so  that  as 
amended  it  shall  read  : 

“Granted  to  permit  the  the  erection  of  a  one-story 
store  building  constructed  as  indicated  on  working 
drawings  as  filed  with  this  board,  marked  ‘Received 
May  4,  1936,’  which  plans  are  herewith  approved, 
on  condition  that  the  building  shall  not  exceed  one 
story  in  height ;  that  any  skylights  erected  on  the 
premises  shall  be  not  nearer  than  10  ft.  to  either 
side  lot  line;  that  the  rear  yard  shall  be  levelled  to 
the  height  as  indicated  and  cement  paved ;  that  a 
substantial  fence  shall  be  erected  on  the  rear  and 
side  interior  lot  lines ;  that  these  stores  shall  be  re¬ 
stricted  as  to  occupancy  against  delicatessen  stores, 
meat  and  fish  markets  and  bakeries  having  bake  ovens 
and  no  occupancy  having  manufacturing  or  any  use 
deemed  objectionable  by  the  commissioner  of  build¬ 
ings  under  sections  4- A  and  4-B  of  the  zoning  resolu¬ 
tion  ;  that  signs  shall  be  restricted  to  the  plate  glass 
show  windows  of  the  building  and  to  the  sign  panel 
directly  above  the  show  windows,  excluding  all  tempo¬ 
rary  signs  and  all  roof  signs;  that  the  rear  yard  and 
the  recessed  entrance  to  stores,  as  indicated  on  plans, 
shall  be  cement  paved  and  kept  open  and  free  from 
show  cases  and  merchandise  at  all  times;  that  any 
heating  system  installed  shall  be  installed  in  the  cellar 
space  separated  from  the  balance  of  the  building  by 
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fireproof  construction  and  enterable  only  from  the  ex¬ 
terior  of  the  building  toward  the  southerly  portion 
adjacent  to  the  street;  that  there  shall  be  no  windows 
opening  to  the  side  lot  line  walls  upon  adjoining  prop¬ 
erty  to  the  north  or  south.” 


351-3S-BZ. 

APPLICANT — Jerrold  Kane,  for  Camager  Corporation, 
owner. 

SUBJECT — Application  for  reopening — amendment  to 
resolution  and  approval  of  plans — re  Application 
(decision  of  the  commissioner  of  buildings)  under 
section  7 h  of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the  maintenance 
of  a  parking  space  for  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 35-40  Junction  boulevard,  west 
side,  100.8  ft.  north  of  37th  avenue  (Block  No. 
1469,  Lot  Nos.  1  and  26),  Corona,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Jerrold  Kane. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 


lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(351-35-BZ) 


Whereas,  Jerrold  Kane,  for  Camager  Corporation, 
owner,  filed  December  13,  1935,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  district 
the  maintenance  of  a  parking  space  for  more  than  five  (5) 
motor  vehicles ;  premises :  35-40  Junction  boulevard,  west 
side,  100.8  ft.  north  of  37th  avenue  (Block  No.  1469,  Lot 
Nos.  1  and  26),  Corona,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  14,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Junction  boulevard  is  in  a 
business  district ;  95th  street  is  in  a  residence  and  business 
district ;  35th  avenue  is  in  a  residence  and  business  district 
and  37th  avenue  is  in  a  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  14,  1935,  re  No.  4311,  reads: 

“Your  application  for  a  certificate  of  occupancy  to 
use  premises,  west  side  Junction  avenue,  100  ft.  north 
of  37th  avenue,  Corona,  as  a  parking  space  for  more 
than  five  motor  vehicles  is  hereby  disapproved  as  being 
contrary  to  subdivision  15  of  section  4  of  the  zone 
resolution  as  amended  June  28,  1935.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  420  ft.  on  Junction 
boulevard  a  distance  of  430  ft.  along  the  west  lot  line  and 
100  ft.  along  the  north  lot  line.  An  irregular  area  at  the 
westerly  part  of  the  plot  is  in  a  business  use  district. 
Proposes  to  use  that  portion  of  the  plot  lying  within  the 
business  use  district  for  parking  more  than  five  motor 
vehicles  for  a  temporary  period  of  two  years ;  and 
Whereas,  these  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board,  report  of  which 


inspection  was  read  at  the  hearing  and  which  report  fol¬ 
lows  : 


and 


REPORT  OF  COMMITTEE 
Re:  Cal.  No.  351-35-BZ. 

Premises:  35-40  Junction  boulevard,  west  side,  100  ft. 
north  of  37th  avenue,  Corona,  Borough  of  Queens. 

April  9,  1936. 

The  zoning  variance  desired  is  for  parking  on  that 
portion  of  the  plot  in  the  business  use  area  for  a 
term  of  two  (2)  years  under  section  7,  subdivision  H. 
The  entire  plot,  extending  in  the  rear  into  a  residence 
zone,  has  been  used  for  some  time  for  parking  and 
the  plot  is  vacant  except  for  the  parking  use  and  a 
small  office  building  for  the  manager. 

The  objections  filed  are  in  the  opinion  of  the  com¬ 
mittee,  which  inspected  the  site  and  the  surrounding 
area  on  March  26th,  not  substantial.  The  owners  of 
apartments  in  the  rear  have  withdrawn  their  objection 
and  they  would  appear  to  be  the  owners  most  affected. 
There  are  no  public  garages  within  a  reasonable  dis¬ 
tance,  and  it  would  appear  that  to  continue  this  park¬ 
ing  use  would  not  only  not  do  anyone  any  harm  but 
would  provide  a  very  necessary  accommodation  for 
car  owners  in  the  vicinity.  The  manner  in  which  the 
parking  space  is  operated  appears  to  be  well  ordered. 

The  committee  recommends  that  the  application  be 
granted  under  7-H  for  that  portion  of  the  plot  within 
the  business  use  district  with  conditions  requiring  a 
substantial  fence  to  be  constructed  along  the  interior 
lot  lines ;  the  plot  graded  substantially  level ;  a  con¬ 
crete  curbing  12  in.  high  erected  along  the  building  line 
with  two  (2)  openings  and  curb  cuts  twenty  (20)  feet 
in  width  for  ready  access  and  exit;  general  illumina¬ 
tion  to  be  restricted  to  post  standards  with  one  light 
each  with  metal  reflector,  reflecting  downwardly  and 
toward  the  parking  area,  excluding  present  strings  of 
lamps ;  that  a  plan  be  filed  showing  parking  spaces  and 
lanes  to  be  maintained;  that  only  such  motor  vehicles 
be  stored  or  parked  as  are  in  good  mechanical  condi¬ 
tion,  capable  of  operation;  that  toilet  facilities  be  pro¬ 
vided  ;  that  no  advertising  be  permitted  other  than  one 
sign  attached  to  the  office  building,  advertising  only 
that  parking  facilities  are  offered;  that  such  portable 
fire  extinguishers  be  provided  as  the  administrative 
official  shall  direct;  that  no  repairing  be  carried  on 
and  no  sales  of  gasoline  or  oil.  . 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 


Whereas,  this  report  recommended  that  the  application 
be  granted  under  section  7-H  of  the  building  zone  resolu¬ 
tion  for  a  period  of  two  years,  subject  to  such  conditions 
and  restrictions  as  recommended  in  its  report ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  the  basis  of  his  appeal  under  section  7,  subdivi¬ 
sion  H ;  and 

Whereas,  this  application  was  granted  April  14,  1936, 
the  resolution  reading  as  follows : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  7-H  thereof  for  a  period  of  two  years, 
subject  to  such  conditions  as  the  board  deems  desirable 
to  impose  carrying  out  the  recommendation  of  the 
committee,  upon  the  filing  by  the  applicant  of  a  plan 
showing  the  arrangements  and  conditions  as  recom¬ 
mended  ;  that  such  plan  shall  be  filed  within  two  weeks 
from  this  date.”;  and 

Whereas,  plans  have  been  submitted  to  the  board  in 
accordance  with  the  resolution  of  April  14,  1936. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  April 
14,  1936,  so  that  as  amended  the  resolution  shall  read: 

“Granted  under  section  7-H  for  a  period  of  tivo 
years  and  approving  for  general  arrangement,  the  plan 
marked  ‘Received  May  7,  1936’  on  condition  that  the 
lanes  shown  therein  shall  at  all  times  be  maintained ; 
that  the  area  shall  be  enclosed  on  the  interior  lot  lines 
by  a  6  ft.  picket  fence  ;  that  no  part  of  the  area  within 
the  residential  district  shall  be  used  for  parking  or 
storage  unless  permitted  by  this  board  under  a  proper 
application  therefor ;  that  toilet  accommodations  for 
men  and  women  shall  be  maintained ;  that  the  en¬ 
trances  shall  be  restricted  to  entrances  as  shown  to 
Junction  boulevard,  consisting  of  two  (2)  20  ft.  en¬ 
trances  and  curb  cuts ;  that  along  the  building  line  of 
Junction  boulevard  there  shall  be  constructed  a  con¬ 
crete  curb  not  less  than  12  in.  in  height  and  not  less 
than  8  in.  in  width,  cast  in  gravel  or  stone  concrete ; 
that  lights  for  illumination  shall  be  limited  to  stand¬ 
ards  erected  within  the  building  line  at  intervals  not 
less  than  25  ft.,  with  metal  reflectors  arranged  so  as 
to  reflect  toward  the  parking  lot  and  downwardly  so 
as  to  be  unobjectionable  to  tenants  in  apartment  build¬ 
ings  at  the  rear ;  that  no  sign  shall  be  displayed  on 
the  premises  other  than  a  sign  near  the  entrance  ad¬ 
vertising  the  parking  uses  and  the  rates;  that  such 
portable  fire-fighting  appliances  shall  be  installed  as 
the  fire  commissioner  shall  direct;  and  that  all  per¬ 
mits  shall  be  obtained  and  all  work  shall  be  completed 
within  three  months  from  the  date  of  this  action.” 


384-31-BZ. 

APPLICANT — Austin  W.  Magee,  for  Max  H.  Weinberg 
and  Sam  Gorilore,  lessees  (long  term  lease). 

SUBJECT— Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  erection  of  office,  grease  pit  and  car  washing 
building  to  be  used  as  accessory  to  an  existing 
gasoline  service  station. 

PREMISES  AFFECTED — 2596-2604  Linden  boulevard 
and  780-788  Crescent  street,  southwest  corner 
(Block  No.  4485,  Lot  Nos.  6  and  9),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Austin  W.  Magee  and  Max  H. 

Weinberg. 

ACTION  OF  BOARD— Application  reopened  and  reso¬ 


lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  Tp  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  U 

THE  RESOLUTION— 

(384-31-BZ) 


Whereas,  Charles  Goodman,  for  Apex  Gas  Stations, 
Inc.,  present  owner,  filed,  July  31,  1931,  dismissed  for  lack 
of  prosecution  January  26,  1932,  reopened  and  restored  to 
Calendar  September  26,  1933,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  erection  of  office,  grease  pit  and  car  washing 
building  to  be  used  as  accessory  to  an  existing  gasoline 
service  station;  premises:  2596-2604  Linden  boulevard, 


southwest  corner  of  Crescent  street  (Block  No.  4485,  Lot 
Nos.  6  and  9),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  27,  1933,  after  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
V  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  boulevard  is  in  a 
residence  district ;  Crescent  street  is  in  a  residence  dis- 
trist ;  Pine  street  is  in  a  residence  district,  and  Dumont 
avenue  is  in  a  business  district ;  and 

W  hereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  July  29,  1931  (re  Applic.  No.  1120-1930), 
reads : 

"Proposed  Office  Accessory  to  a  gasoline  service 
station  to  be  located  in  a  residential  district  is  con¬ 
trary  to  article  II,  section  3  of  zone  resolution.”; 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  6,  1933  (re  Applic.  No.  6605-1933), 
reads : 

“Proposed  office,  grease  pits  and  car  laundry  acces¬ 
sory  to  a  gasoline  station  in  a  residential  use  district 
is  contrary  to  article  II,  section  3  of  the  building  zone 
resolution  and  is  therefore  denied.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  80  ft.  on  Linden  boulevard  and  90  ft. 
on  Crescent  street,  on  which  tanks  have  been  installed 
under  a  permit,  and  it  is  now  proposed  to  erect  the  neces¬ 
sary  pumps  and  accessory  buildings  for  the  conduct  of  a 
gasoline  service  station  ;  and 

Whereas,  this  application  was  made  the  subject  of  an 
inspection  and  report  by  a  committee  of  the  board,  and  re¬ 
port  of  said  inspection  was  read  at  this  hearing;  and 
W’hereas,  the  board  deems  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution  and  is,  therefore,  entitled  to  relief ;  and 
Whereas,  this  application  was  granted  by  the  board  De¬ 
cember  27,  1933,  on  certain  conditions,  resolution  amended 
February  11,  1936,  and  owner  requests  a  further  amend¬ 
ment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  permitting  a 
variance  for  the  plot  under  appeal,  allowing  same  to  be 
used  for  a  gasoline  service  station,  on  condition  that  the 
entire  area  of  the  premises  shall  be  made  substantially 
level  to  the  grade  of  Linden  boulevard  and  Crescent  street; 
that  the  accessory  buildings  shall  be  located  substantially 
as  shown  on  the  plans  filed  with  this  application,  toward 
the  southerly  end  of  the  plot  and  along  the  lot  line;  that 
these  buildings  shall  be  not  over  one  story  in  height,  and 
shall  be  constructed  of  fireproof  and  incombustible  mate¬ 
rials,  except  that  the  roof  beams  and. roof  boarding  may  be 
of  wood,  provided  the  roof  surfacing  is  incombustible  and 
provided  that  the  ceilings  shall  be  fire-retarded  in  accord¬ 
ance  with  the  rules  of  the  Board  of  Standards  and  Ap¬ 
peals;  that  the  front  portion  of  the  greasing  pit  section 
shall  remain  open ;  that  the  doors  and  windows  to  the  ac¬ 
cessory  buildings  may  be  of  wood;  that  there  shall  be  no 
openings  in  the  southerly  wall  of  these  buildings  to  the 
adjoining  premises;  that  there  shall  be  no  excavation  under 
these  buildings  except  the  pits  for  the  greasing  racks;  that 
on  the  balance  of  the  interior  lot  lines,  where  not  occupied 
by  walls  of  accessory  buildings,  there  shall  be  constructed 
a  brick  wall,  not  less  than  8  ft.  in  height,  and  constructed 
of  face  brick  to  match  the  face  brick  to  be  used  in  the 
accessory  buildings;  that  this  wall  shall  be  suitably  coped; 
that  this  wall  may  start  at  the  height  of  4  ft.,  where  it 
meets  the  building  line  on  Linden  boulevard,  and  be  gradu¬ 
ated  to  the  8  ft.  height  at  the  rate  of  one  foot  in  four; 
that  there  shall  be  erected  along  the  street  building  line 
of  Crescent  street  and  Linden  boulevard  a  concrete  curb, 
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not  less  than  12  in.  in  width  and  5  in.  in  height,  with 
rounded  top,  with  not  over  three  openings  therein,  each 
opening  not  to  exceed  25  ft.  in  width,  with  not  over  one 
opening  to  Crescent  street  and  not  over  two  openings  to 
Linden  boulevard,  with  no  part  of  any  opening  nearer  than 
8  ft.  to  the  corner  formed  by  the  intersection  of  Crescent 
street  and  Linden  boulevard,  nor  8  ft.  from  the  interior 
lot  line  to  the  west  and  to  the  northerly  corner  of  the  ac¬ 
cessory  building  to  the  south;  that  opposite  these  openings 
there  shall  be  curb  cuts  not  exceeding  30  ft.  in  width ; 
that  the  plot,  where  not  covered  by  accessory  buildings, 
shall  be  cement  paved  or  covered  with  cracked  blue  stone ; 
that  gasoline  pumps  shall  be  not  nearer  than  10  ft.  to  any 
street  line  or  any  portion  of  an  accessory  building;  that 
there  shall  be  no  portable  gas  tanks  used  on  or  from  the 
property;  that  advertising  signs  shall  be  limited  to  illu- 
minuated  globes  of  the  gasoline  pumps  and  to  permanent 
flat  signs  attached  to  front  of  accessory  building,  adver¬ 
tising  only  the  uses  therein  permitted  by  this  resolution, 
eliminating  all  roof  signs  and  signs  of  a  temporary  nature 
but  permitting  a  bracket  sign  to  be  attached  to  accessory \ 
building  along  Crescent  street  advertising  only  the  brand 
of  gasoline  on  sale,  and  a  pole  standard  sign  erected  on 
the  street  building  line  along  Linden  boulevard,  advertis¬ 
ing  the  brand  of  gasoline  on  sale ,  provided  that  neither  of 
these  signs  shall  extend  beyond  the  building  line  for  a 
distance  of  more  than  four  feet;  that  no  automobile  re¬ 
pairing  shall  be  permitted  on  the  premises;  that  no  storage 
or  parking  of  cars,  other  than  those  being  serviced,  shall 
be  permitted  ;  that  no  open  flame  shall  be  permitted  on  the 
property,  and  that  all  permits  shall  be  obtained  within  six 
months  and  all  work  completed  within  one  year  from  the 
date  of  this  resolution. 


69-36-BZ. 

APPLICANT — William  P.  Hennessy,  assistant  engineer, 
Department  of  Public  Buildings  and  Offices,  Bor¬ 
ough  of  Brooklyn,  for  City  of  New  York,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  7a  of  the  building  zone 
resolution,  permitting  in  a  residence  district  the 
erection  and  maintenance  of  a  building  to  be  used 
as  carpenter  shop,  welding  shop,  asphalt  roller 
storage  and  storage  shed. 

PREMISES  AFFECTED — -5511-5629  19th  avenue,  north¬ 
east  corner  of  57th  street  (Block  No.  5495,  Lot 
No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 
lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  ..." .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(69-36-BZ) 


Whereas,  William  P.  Hennessy,  assistant  engineer  of 
Department  of  Public  Buildings  and  Offices,  for  the  City 
of  New  York,  owner,  filed  March  20,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  a  building  to  be 
used  as  carpenter  shop,  welding  shop,  asphalt  roller  stor¬ 
age  and  storage  shed;  premises  5511-5629  19th  avenue, 
northeast  corner  of  57th  street  (Block  No.  5495,  Lot  No. 


1),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  2,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  i  esolution  show  that  19th  avenue  is  in  a  residence 
district;  57th  street  is  in  a  residence  district;  and  58th 
street  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  February  28,  1936,  re  App.  No.  16305,  reads : 

“Proposed  carpenter  shop,  welding  shop,  asphalt 
roller  storage  and  an  open  storage  shed  to  be  located 
in  a  residential  district,  are  contrary  to  Art.  II,  Section 
3  of  the  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  414  ft.  7  in.  on  19th  avenue  and  112  ft.  10 
in.  on  57th  street,  upon  which  is  located  a  one-story  corru¬ 
gated  steel  (storage)  building  (60  by  100  ft.  in  area)  ;  it  is 
proposed  to  erect  at  the  rear  of  the  plot  a  one-story  rein¬ 
forced  concrete  structure,  163  ft.  by  34  ft.  in  area,'  to  be 
used  by  the  Department  of  Highways  as  carpenter  shop, 
welding  shop,  storeroom,  etc. ;  and 

Whereas,  it  appears  that  the  plot  in  question  has  been 
used  as  a  Department  of  Highways  Yard  continuously 
since  prior  to  1916;  and 

Whereas,  the  site  under  appeal  was  inspected  by  a  com¬ 
mittee  of  the  board  on  May  28,  1936,  and  the  committee 
deems  that  the  application  should  be  granted,  as  the  pro¬ 
posed  condition  is  far  superior  to  the  existing  one;  and 
Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  the  basis  of  his  application  and  the  board  is  em¬ 
powered  under  the  provisions  of  section  7,  subdivision  A 
of  the  building  zone  resolution  to  grant  a  variation  such  as 
is  herein  proposed;  and 

Whereas,  this  application  was  granted  by  the  board  on 
certain  conditions  June  2,  1936,  and  applicant  requested  an 
amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section  7, 
subdivision  A  thereof,  permitting  the  erection  of  the  pro¬ 
posed  building  to  be  occupied  as  a  carpenter  shop,  welding 
shop  and  storage  for  equipment,  on  condition  that  the  ex¬ 
isting  frame  buildings  in  which  these  uses  are  now  housed 
shall  be  discontinued  and  that  all  such  equipment  and  work 
of  this  nature  now  done  in  the  open  shall  be  carried  on 
within  the  proposed  building;  that  the  proposed  building 
shall  be  constructed  of  fireproof  materials  as  indicated  on 
plans  filed  with  this  appeal  except  that  the  walls  may  be 
constructed  of  brick  and  the  exterior  window  frames  and 
sash  and  door  frames  and  doors  may  be  of  wood;  that 
any  portion  of  the  wall  or  fence  separating  the  premises 
from  the  cemetery,  now  consisting  of  wood,  shall  be  re¬ 
placed  with  a  brick  or  concrete  wall  stuccoed  on  both 
sides  or  a  wrought  iron  fencing ;  that  all  permits  required 
shall  be  obtained  and  all  work  completed  within  one  year 
from  the  date  of  this  action. 

67-36-BZ. 

APPLICANT — United  Parcel  Service,  lessee. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  extension  and  combination  of  two  (2)  existing 
garages  for  more  than  five  (5)  motor  vehicles  by 
the  inclusion  of  a  forty  (40)  ft.  plot  in  between 
them. 

PREMISES  AFFECTED — 103-105  Crown  street,  north 
side,  280  ft.  west  of  Bedford  avenue  (Block  No. 
1287,  Lot  Nos.  61,  62,  63,  66,  67  and  68),  Borough 
of  Brooklyn. 
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APPEARANCES— 

For  Applicant:  Tom  Barker. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 


lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . . . ; .  0 

Absent  .  0 

THE  RESOLUTION— 

(67-36-BZ) 


Whereas,  Thomas  J.  Donovan,  for  Louisa  Mingino, 
John  Farrell,  Bridget  Farrell,  Edwin  Construction  Co.,  Inc. 
and  Jaace  Realty  Co.,  Inc.,  owners,  filed  March  18,  1936, 
an  application  under  the  building  zone  resolution  to  permit 
in  a  business  district  the  extension  and  combination  of 
two  (2)  existing  garages  for  more  than  five  (5)  motor 
vehicles  by  the  inclusion  of  a  forty  (40)  ft.  plot  in  between 
them ;  premises  :  103-105  Crown  street,  north  side,  280  ft. 
west  of  Bedford  avenue  (Block  No.  1287,  Lot  Nos.  61,  62, 
63,  66,  67,  and  68),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  12,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Crown  street  is  in  a  busi¬ 
ness  district ;  Carroll  street  is  in  a  residence  and  business 
district;  Franklin  avenue  is  in  a  business  district  and 
Bedford  avenue  is  in  a  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  3,  1936,  re  Alt.  Applic.  2383 — 1936,  reads : 

“Proposed  one  story  brick  extension  to  a  public 
garage  for  more  than  five  motor  vehicles,  located  in 
a  business  use  district  is  contrary  to  article  II,  section 
4a  of  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  40  ft.  and  a  depth  of  131  ft.;  it  is  pro¬ 
posed  to  remove  the  frame  structure  now  on  the  plot  and 
to  erect  thereon  a  one  story  building  40  ft.  by  131  ft.  in 
area  to  be  used  as  a  garage  for  more  than  five  motor 
vehicles.  This  proposed  garage  building  to  be  intercon¬ 
nected  with  existing  garage  for  more  than  five  vehicles 
located  on  each  side  of  the  premises  in  question ;  and 
Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution  and  was,  therefore,  entitled  to  relief ;  and 
Whereas,  this  application  was  granted  by  the  Board 
May  12,  1936,  on  certain  conditions  and  applicant  requested 
an  amendment  of  the  resolution  and  now  requests  a  fur¬ 
ther  amendment. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21,  permitting  the  premises  under  appeal  to  be  used 
as  a  one-story  garage  building  in  conjunction  with  the 
existing  one-story  and  one-story  and  cellar  garage  build¬ 
ing  adjoining  on  the  east  and  west  on  Lot.  No.  68  to  the 
west  and  Lot  Nos.  61,  62  and  63  to  the  east  and  permitting 
this  combined  building  to  be  used  in  addition  to  the  use 
as  a  garage,  as  a  building  for  parcel  delivery  service,  on 
condition  that  the  building  shall  not  be  increased  in  height 
and  it  shall  be  rearranged  substantially  as  indicated  on 
plans  filed  with  this  application;  that  there  shall  be  no 
windows  in  the  rear  or  side  lot  line  walls  opening  upon 


adjoining  properties;  that  where  the  new  rear  wall  on  the 
lot  line  is  constructed  any  underpinning  as  may  be  neces¬ 
sary  shall  be  done  to  protect  all  buildings  on  the  lot  line 
of  the  adjoining  lots;  that  the  bin  partitions  shall  be  con¬ 
structed  of  incombustible  material ;  that  the  7  in.  platform 
oil  which  they  are  to  be  constructed  may  be  of  wood  on 
condition  that  the  space  between  the  platform  sleepers 
are  filled  in  with  cinder  concrete;  that  in  lieu  of  the  re¬ 
quirements  for  standpipe,  the  building  shall  be  protected 
in  its  entire  area  with  a  sprinkler  system  complying  with 
the  Sprinkler  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals;  except  that  this  system  may  be  one-source,  fed  from 
street  supply ;  that  the  requirements  of  Rule  12  of  the 
Sprinkler  Rules  of  the  Board  of  Standards  and  Appeals  is 
hereby  waived  as  to  the  requirement  that  there  shall  be  an 
Underwriters’  fire  door  on  each  side  of  opening  on  condi¬ 
tion  that  one  such  door  shall  be  supplied  on  each  opening 
and  also  waiving  requirements  of  the  Rule  12  as  to  size  of 
openings  and  distance  between  such  openings;  that  the 
boiler  rooms  and  coal  storage  rooms  shall  be  enterable  only 
from  the  exterior  and  separated  from  the  balance  of  the 
building  by  fireproof  construction ;  that  such  additional 
portable  fire  appliances  shall  be  installed  as  the  commis¬ 
sioner  may  deem  necessary;  that  all  permits  shall  be  ob¬ 
tained  and  all  work  completed  within  one  year  from  May 
12,  1936. 

524-3 1-BZ. 

APPLICANT — Edward  W.  Franklin,  for  Fordham  Tow¬ 
ers,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment  of 
resolution  and  approval  of  plans — re  Application 
(decision  of  the  commissioner  of  buildings)  un¬ 
der  section  21  of  the  building  zone  resolution,  per¬ 
mitting  in  a  residence  district  the  erection  and 
maintenance  of  a  business  building  for  retail  store 
purposes. 

PREMISES  AFFECTED — 2332-2340  Grand  Concourse 
and  Boulevard,  2331-2345  Ryer  avenue  and  244 
Field  place  (Block  No.  3159,  Lot  Nos.  13,  14,  15, 
19  and  23),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Edward  W.  Franklin. 

ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(524-3 1-BZ) 

Whereas,  this  application  affecting  premises  2332-2340 
Grand  Concourse  and  Boulevard,  2331-2345  Ryer  avenue 
and  244  Field  place  (Block  No.  3159,  Lot  Nos.  13,  14,  15, 
19  and  23),  Borough  of  The  Bronx,  was  granted  by  the 
board  January  26,  1932,  on  certain  conditions,  resolution 
amended  June  9,  1936,  and  owner  requests  a  further  amend¬ 
ment  and  approval  of  plans. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  plans  as  complying  with  resolution  as 
amended  and  adopted  by  the  board  on  June  9,  1936,  and 
permitting  the  use  of  porcelain  enamel  metal  trim  with 
aluminum  strips  in  lieu  of  terra  cotta  and  face  brick  on 
the  Grand  Concourse  and  the  return  of  50  ft.  on  Field 
place,  on  condition  that  the  construction  meets  with  the 
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requirements  of  the  commissioner  of  buildings  in  all  re¬ 
spects. 


418-31-BZ. 

APPLICANT — Philip  Freshman,  for  Gerwan  Realty  Co., 
owner. 

SUBJECT — Application  for  reopening— amendment  and 
approval  of  plans — re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of 
a  gasoline  service  station. 

PREMISES  AFFECTED — 1036-1060  McDonald  avenue 
(Gravesend  avenue),  northwest  corner  of  47th 
street  (Block  No.  5452,  Lot  No.  37),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Philip  Freshman. 

ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS: 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  . . . ""  o 

Absent  .  0 


THE  RESOLUTION— 

(418-31-BZ) 

Whereas,  this  application  affecting  premises  1036-1060 
McDonald  avenue  (Gravesend  avenue),  northwest  corner 
of  47th  street  (Block  No.  5452,  Lot  No.  37),  Borough  of 
Brooklyn,  was  granted  by  the  board  July  10,  1934,  on  cer¬ 
tain  conditions,  resolution  amended  October  1,  1935,  and 
applicant  requests  a  further  amendment  and  approval  of 
plans. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  October 
1,  1935,  only  so  far  as  it  has  reference  to  paving  of  the 
open  space  of  gasoline  station  by  omitting  the  words  “or 
covered  with  cracked  blue  stone”  and  approving  plans 
marked  received  “July  9,  1936”  as  complying  with  the 
resolution  as  herein  amended. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

137-36- A. 

APPLICANT — 115  West  45th  Street  Corporation,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  A.FFECTED— 115-117  West  45th  Street, 
north  side,  180  ft.  west  of  Sixth  avenue;  3rd  and 
4th  floors  (Block  No.  998,  Lot  No.  24),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  James  Bernsol. 

ACTION  OF  BOARD — Appeal  withdrawn  on  request  of 
applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


167-36-A. 

APPLICANT — 220  East  51st  Street,  Corp.,  owner. 


SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — 220  East  51st  street,  south 
side,  235  ft.  east  of  Third  avenue  (Block  No.  1324, 
Lot  No.  41),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  None. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment  and  Inspector  Maher,  Department  of 
Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . ’  o 

Absent  .  q 

THE  RESOLUTION— 


(167-36-A) 

Whereas,  220  East  51st  Street  Corp.,  owner,  filed  June 
1,  1936,  an  appeal  from  an  order  and  a  decision  of  the 
fire  commissioner  affecting  premises  220  East  51st  street, 
south  side,  235  ft.  east  of  Third  avenue  (Block  No.  1324, 
Lot  No.  41),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner  (No.  8407- 
LC),  dated  December  20,  1935,  reads  as  follows : 

“Before  a  permit  may  be  issued  for  your  non-storage 
garage,  following  must  be  done: 

“Separate  boiler  from  remainder  of  building  by  un¬ 
pierced  wall  of  solid  masonry  at  least  8  in.  in  thick¬ 
ness.  Entrance  to  boiler  room  to  be  from  exterior  of 
building  only.  Chapter  10,  Section  159-1.” 

and 


Whereas,  the  decision  of  the  fire  commissioner,  dated 
May  28,  1936,  reads  as  follows : 

“In  response  to  the  request  made  in  this  department 
we  desire  to  inform  you  that  this  department  does  not 
rescind  an  order  and  re-issue  it  so  that  it  can  be  taken 
before  the  Board  of  Standards  and  Appeals. 

“However,  we  have  been  informed  that  the  board 
will  accept  a  letter  from  this  department  when  the 
time  has  elapsed  in  order  to  make  the  appeal.  For 
that  purpose,  we  desire  to  advise  you  that  the  order 
8407-LC,  was  issued  against  the  Royal  Painting  and 
Decorating  Company,  220  East  51st  street,  Manhattan, 
on  December  20,  1935,  and  reads  as  follows : 

“  ‘1 — Separate  boiler  from  remainder  of  building 
by  unpierced  wall  of  solid  masonry  at  least  8  in. 
in  thickness.  Entrance  to  bQiler  room  to  be  from 
exterior  of  building  only.  Chapter  10,  Section 
159-1.’  ” 

and 


Whereas,  the  building  which  was  erected  in  1899  is  lo¬ 
cated  in  a  business  use  district  and  is  of  ordinary  brick 
construction,  25  ft.  x  106  ft.  in  area,  four  stories,  44  ft.  6 
in.,  in  height,  equipped  with  a  standpipe  and  sprinkler 
system  occupied — cellar,  boiler  room  and  storage,  no  per¬ 
sons ;  1st  floor,  garage  and  storage,  no  persons;  2nd  floor, 
office  and  storage,  5  persons;  3rd  floor,  light  manufactur¬ 
ing,  5  persons;  4th  floor,  light  manufacturing,  5  persons; 
and 


Whereas,  the  applicant  contends  that  the  garage  space 
is  separated  from  the  balance  of  the  building  by  fireproof 
walls  with  fireproof  doors,  cement  floor  on  fireproof  arches 
and  fire  retarded  ceiling;  that  there  is  no  possibility  of  a 
fire  within  the  garage  communicating  to  any  other  portion 
of  the  building  as  the  doors  are  self-closing;  that  the  doors 
are  required  to  provide  a  quick  exit  from  the  garage  in 
case  of  fire  if  the  front  doors  happen  to  be  closed;  that 
these  doors  are  necessary  for  handling  merchandise  from 
stock  room  in  the  rear  to  trucks ;  that  to  close  up  the 
doors  would  be  a  hardship  and  a  handicap  to  applicant’s 
business;  that  all  of  the  work  as  it  now  stands  has  been 
previously  approved  by  the  Building  Department. 
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Resolved,  that  the  order  of  the  fire  commissioner,  No. 
8407-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  on  condition  that  the  garage 
occupancy  shall  be  limited  to  the  storage  of  not  over  two 
motor  vehicles;  that  such  motor  vehicles  shall  be  employed 
in  connection  with  the  business  occupying  the  building ; 
that  the  boiler  room  shall  be  separated  from  the  rest  of 
the  building  by  fireproof  construction  with  the  door  thereto 
fireproof  self-closing  and  that  a  certificate  of  occupancy 
shall  be  obtained  from  the  commissioner  of  buildings  to 
include  the  occupancy  of  this  garage. 


154-36- A. 

APPLICANT — J.  J.  Morro,  for  Sarah  Goldin,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 1410  Rockaway  parkway,  north 
side,  170  ft.  west  of  Glenwood  road  (Block  No. 
8165,  Lot  No.  58),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Paul  Friedman,  secretary  to 
commissioner,  Department  of  Buildings  and 
Inspector  Meyer,  for  Fire  Department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(154-36- A) 

W'hereas,  J.  J.  Morro,  applicant  for  Sarah  Goldin,  owner, 
filed  May  27,  1936,  an  appeal  from  an  order  and  decision 
of  the  commissioner  of  buildings,  affecting  premises  1410 
Rockaway  Parkway,  north  side,  170  ft.  west  of  Glenwood 
road  (Block  No.  8165,  Lot  No.  58),  Borough  of  Brook¬ 
lyn  :  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  June  3,  1935  (violation  2966/35)  reads  as  follows: 

“You  will  please  take  notice  that  there  exists  a 
violation  of  the  Building  Code  at  the  premises  herein¬ 
after  described  in  that 

Oil  burner  has  been  installed  before  permit  has  been 
obtained  from  this  department  in  violation  of  article  1, 
section  3  of  the  Building  Code. 

You  are  required  to  obtain  a  permit  from  this  de¬ 
partment  and  comply  with  the  law.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  May  8,  1936,  reads  as  follows : 

Concerning  Vio.  No.  2966/35 
Premises :  1410  Rockaway  Parkway. 

You  have  failed  to  comply  with  the  requirements 
of  the  above-mentioned  violation  notice,  legal  action 
against  you  will  be  commenced  without  further  notice.” 

and 

Whereas,  the  premises  in  question  consists  of  a  plot  20 
ft.  front  by  100  ft.  in  depth,  upon  which  a  frame  store  and 
dwelling,  2  stories,  21  ft.  in  height,  20  x  54  ft.  in  area,  was 
erected  in  1918;  and 

Whereas,  the  applicant  contends  that  the  oil  burner 
installation  was  made  in  complete  conformity  with  the  oil 
burner  rules  as  adopted  by  the  Board  of  Standards  and 
Appeals  June  15,  1934,  that  application  was  made  to  and 
combustible  permit  No.  74069-03  was  issued  by  the  fire 
commissioner  October  3,  1934,  that  the  installation  was 
made  September  20,  1934;  that  section  2  of  rule  10  of  the 
Oil  Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals  June  15,  1934,  reads  as  follows: 

Rule  10 — Section  2.  Plans. 


“Except  for  installations  in  dwellings  as  defined  in 
these  rules  the  installer  shall  file  with  the  commissioner 
of  buildings  plans  showing  the  size  and  location  of  all 
storage  tanks  having  a  capacity  greater  than  275  gal¬ 
lons  where  such  tanks  are  to  be  installed  either  inside 
of  buildings  in  or  below  the  lowest  floor  level  or  out¬ 
side  of  buildings  below  ground.  Plans,  however,  shall 
be  filed  where  275  gallon  tanks  are  to  be  buried.  Such 
tanks  shall  not  be  installed  until  the  location  of  the 
tank  has  been  approved  by  the  commissioner  of  build¬ 
ings.” 

and 

Whereas,  the  applicant  contends  that  the  installation 
consists  of  a  275-gallon  tank  installed  above  the  basement 
floor  and  therefore  it  was  not  necessary  to  obtain  a  permit 
therefor  from  the  commissioner  of  buildings  at  the  time 
of  its  installation;  and 

Whereas,  the  approval  of  the  fire  commissioner  indi¬ 
cates  that  the  work  conforms  to  the  provisions  of  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  these  premises  were  inspected  by  a  commit¬ 
tee  of  the  board. 

Resolved,  that  the  order  and  decision  of  the  commis¬ 
sioner  of  buildings  be  and  they  hereby  are  modified  and 
that  the  appeal  be  and  it  hereby  is  granted  on  condition 
that  the  installation  comply  in  all  respects  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals. 


206-36-A. 

APPLICANT — Samuel  Rosenblum,  for  175  Remsen  Cor¬ 
poration,  owner. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED- — 332-334  Pearl  street,  west  side, 
130  ft.  north  of  Myrtle  avenue  (Block  No.  140, 
Lot  Nos.  25  and  26),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 


THE  RESOLUTION— 

(206-36-A) 

Whereas,  Samuel  Rosenblum,  for  175  Remsen  Corpora¬ 
tion,  owner,  filed  on  July  2,  1936,  an  appeal  from  decisions 
of  the  commissioner  of  buildings,  affecting  premises  332- 
334  Pearl  street,  west  side,  130  ft.  1  in.  north  of  Myrtle 
avenue  (Block  No.  140,  Lot  Nos.  25  and  26),  Borough  of 
Brooklyn ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  June  29,  1936,  as  revised  by  the  decision,  dated  July 
8,  1936  and  July  9,  1936,  in  acting  on  revised  plans  filed 
with  Alt.  App.  7595-1936,  reads: 

“July  8,  1936— M.D.L. 

24.  Room  cannot  extend  more  than  30  ft.  from  front 
or  rear  wall  without  intervention  of  a  court  as  per 
Sec.  29. 

“July  9,  1936 — (Construction). 

2.  Comply  with  Section  72,  Par.  1-c,  fireproof  build¬ 
ing  required.” 

and 

Whereas,  the  buildings,  which  wrere  erected  in  1898,  are 
located  in  an  unrestricted  use  district  and  are  of  ordinary 
brick  construction,  50  ft.  by  82  ft.  6  in.  in  area,  5  stories 
(58  ft.)  in  height,  will  be  occupied  as  follows:  Cellar — 
boiler  room  and  storage — no  persons;  1st  floor — open 
dormitory,  31  persons;  2nd  to  5th  floors — open  dormitories, 
62  persons  each ;  and 
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\\  hereas,  the  premises  consist  of  two  old  law  tenement 
houses,  which  it  is  proposed  to  convert  into  a  Class  “B” 
multiple  dwelling  (lodging  house)  with  a  total  of  nine  (9) 
open  dormitories,  by  fireproofing  the  first  floor  with  steel 
beams  and  concrete,  providing  a  new  fireproof  stairway, 
5  ft.  6  in.  wide,  enclosed  in  brick  with  fireproof  doors  on 
the  openings;  two  (2)  new  fire-escapes  on  the  rear  with  a 
fireproof  passageway  direct  to  the  street;  and 
Whereas,  the  applicant  contends  that  section  72,  1-c  of 
the  Building  Code  only  requires  that  the  building  be  fire¬ 
proof  when  it  is  over  40  ft.  in  height  and  has  more  than 
fifteen  (15)  sleeping  rooms;  this  building  will  have  less 
than  fifteen  (15)  sleeping  rooms  and  as  a  Class  “B”  mul¬ 
tiple  dwelling  can  be  erected  75  ft.  in  height  without  being 
made  fireproof ;  and 

Whereas,  the  applicant  further  contends  with  respect  to 
objections  21,  24  and  25,  as  cited  in  the  decision  of  the 
commissioner  of  buildings,  dated  June  29,  1936,  that  it  is 
the  owner’s  intention  to  comply  fully  with  all  of  the  re¬ 
quirements  of  the  Multiple  Dwelling  Law  for  a  new 
building  hereafter  erected  and  modification  of  these  re¬ 
quirements  is  not  sought,  but  it  is  contended  that  these 
objections  do  not  apply  as  the  proposed  work  is  in  accord¬ 
ance  with  the  Multiple  Dwelling  Law ;  and 
Whereas,  it  is  proposed  to  reconstruct  the  building  to 
comply  in  all  respects  with  the  requirements  of  the  Multi¬ 
ple  Dwelling  Law  for  a  Class  B  Multiple  Dwelling  here¬ 
after  erected ;  and 

Whereas,  the  provisions  of  the  Building  Code,  section 
72,  subdivision  C  do  not  apply,  for  while  the  building  will 
exceed  40  ft.  in  height,  it  will  not  contain  15  sleeping 
rooms  and  accordingly  is  not  required  to  be  fireproof ;  and 
Whereas,  the  Multiple  Dwelling  Law  is  silent  as  to  re¬ 
quirements  for  an  open  dormitory  in  a  Class  B  Dwelling. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted  as  to  Item  2  on  condition  that  the 
building  shall  comply  in  all  respects  with  the  requirements 
for  a  Class  B  multiple  dwelling  hereafter  erected  having 
less  than  15  rooms ;  granted  as  to  Item  24  on  condition 
that  the  building  shall  be  occupied  as  a  Class  B  multiple 
dwelling  (lodging  house),  with  each  floor  used  as  an  open 
dormitory  without  rooms  or  cubicle  partitions. 


74-36-A. 

APPLICANT — George  Stone,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 800  Lefferts  avenue,  south  side, 
34  ft.  bl/2  in.  west  of  Schenectady  avenue  and  849 
East  New  York  avenue,  north  side,  25  ft.  A/2  in. 
west  of  Schenectady  avenue  (Block  No.  1429,  Lot 
Nos.  32,  36  and  43),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  Leo  F. 
Rayfiel. 

For  Administration :  Paul  Friedman,  secretary, 


Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(74-36-A) 


Whereas,  George  Stone,  applicant  and  lessee,  filed  on 
March  27,  1936,  an  appeal  from  an  order  of  the  commis¬ 
sioner  of  buildings,  revoking  Letter  Permit  No.  311-1934, 
which  permitted  day  parking  from  8  :00  a.m.  to  1  :00  a.m. 
for  more  than  five  (5)  motor  vehicles  on  premises  800 


Lefferts  avenue,  south  side,  34  ft.  6J4  in.  west  of  Schenect¬ 
ady  avenue,  and  849  East  New  York  avenue,  north  side,  25 
ft.  4)4  in.  west  of  Schenectady  avenue  (Block  No.  1429, 
Lot  Nos.  32,  36  and  43),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  February  26,  1936,  reads  as  follows  : 

“Please  take  notice  that  letter  permit  No.  311-34  is 
hereby  cancelled  and  revoked,  effective  at  once  and  that 
you  are  directed  to  discontinue  present  use  of  premises 
until  a  certificate  of  occupancy  has  been  obtained 
^  our  application  for  a  certificate  of  occupancy  to 
park  or  store  more  than  five  cars  will  be  denied  by  this 
department  on  the  ground  that  such  occupancy  is  in 
violation  of  the  amended  building  zone  resolution. 
However,  from  this  denial,  you  are  privileged  to  appeal 
to  the  Board  of  Standards  and  Appeals  for  a  vari¬ 
ance.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  front¬ 
ing  115  ft.  1%  in.  on  Lefferts  avenue,  112  ft.  on  East  New 
York  avenue  and  a  depth  of  200  feet;  and 
Whereas,  on  September  20,  1934,  on  the  application  of 
George  Stone,  Letter  Permit  No.  311  was  issued,  permit- 
ting  day  parking  from  8 :00  a.m.  to  1  :00  a.m.  for  more 
than  five  motor  vehicles”  on  the  premises  in  question,  lo¬ 
cated  in  a  business  district;  and 
Whereas,  on  September  28,  1934,  Curb  Cut  Permit  A- 
24205  was  issued  by  the  Borough  President,  based  on  letter 
Perr(jil  No.  311,  “to  lower  12  ft.  curb  and  construct  drive¬ 
way”  in  front  of  premises  800  Lefferts  avenue  and  has  not 
been  revoked ;  and 

Whereas,  a  hearing  was  conducted  by  the  Secretary  to 
the  Commissioner  of  Buildings  in  the  Borough  of  Brook¬ 
lyn  on  September  5,  1935,  on  complaint  received  to  show 
cause  why  letter  permit  No.  311-1934  should  not  be  re¬ 
voked  ;  and 

Whereas,  at  said  hearing  before  the  Secretary  to  the 
Commissioner  of  Buildings  it  was  disclosed  that  monthly 
rates  had  been  established  by  the  applicant ;  and 
Whereas,  on  September  13,  1935,  in  a  memorandum  ad¬ 
dressed  to  the  commissioner  of  buildings  by  its  secretary 
it  was  stated  that  the  applicant  admitted  that,  approxi¬ 
mately  60  cars  were  kept  on  the  premises  between  1  a.m. 
and  8  a.m.,  and  revocation  of  letter  permit  No.  311-1934 
was  recommended ;  and 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  letter  permits 
and  that  under  the  MONL1MENT  v.  LEVY  decision  the 
conduct  of  the  applicant’s  business  is  legal;  that  this 
point  was  recognized  by  the  Board  of  Estimate  and  Ap¬ 
portionment  in  its  resolution  dated  June  28,  1935;  and 
Whereas,  the  premises  under  appeal  were  inspected  by  a 
committee  of  the  board  and  an  illegal  storage  of  motor 
vehicles  was  found  to  exist ;  and 
Whereas,  the  Greater  New  York  Charter  provides  for 
the  issuance  of  certificate  of  occupancy  on  forms  duly  au¬ 
thorized  ;  and 

Whereas,  forms  have  been  duly  authorized  by  the  Board 
of  Standards  and  Appeals;  and 
Whereas,  in  the  Matter  of  Monument  Garage  v.  Levy, 
the  Court  held  that  a  certificate  of  occupancy  is  required 
to  be  obtained  for  the  use  of  vacant  land  under  Section 
22  of  the  zoning  resolution ;  and 

Whereas,  there  is  no  authority  for  the  issuance  by  a 
commissioner  of  buildings  of  any  other  form  of  occupancy 
permit  by  letter  or  otherwise ;  and 

Whereas,  as  ruled  by  the  Appellate  Division  of  the  Sec¬ 
ond  Department  in  the  Matter  of  1525  Myrtle  Avenue 
Realty  Co.,  Inc.  v.  Murdock,  the  commissioner  of  buildings 
is  without  power  to  impose  conditions  (in  that  case  a  zone 
dividing  wall)  ;  and 

Whereas,  in  the  opinion  of  the  board  the  letter  permit 
permitting  occupancy  under  certain  conditions  is  of  no 
legal  effect  and  should  not  have  been  relied  upon  jay  the 
Department  of  Highways  as  authority  for  issuance  of  curb 
cut  permits ;  and 
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Whereas,  the  commissioner  of  buildings  has  the  power, 
as  ruled  by  the  Court,  to  rescind  curb  cut  permits;  where 
he  finds  that  the  terms  under  which  they  were  issued  have 
been  violated  as  in  this  case ;  and 

Whereas,  the  remedy  open  to  the  owner  is  to  apply  for 
a  zoning  variance  under  Sections  7(h)  and  21,  this  appeal 
in  this  case  having  been  filed  solely  to  obtain  from  this 
board  a  ruling  as  to  the  validity  of  the  action  of  the  com¬ 
missioner  of  buildings  in  rescinding  the  letter  permit  and 
the  curb  cut  permit;  and 

Whereas,  as  in  the  Matter  of  Cameron  vs.  Murdock, 
reviewing  the  decision  of  this  board  under  Cal.  No.  1  of 
36-A,  where  the  facts  were  substantially  similar,  the  Court 
sustained  the  board’s  denial  of  the  appeal. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


7S-36-A. 

APPLICANT — Joseph  Stoy,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 345-347-349  Ninth  street,  north 
side,  368  ft.  east  of  Fifth  avenue  and  322-332 
Eighth  street,  south  side,  450  ft.  east  of  Fifth  ave¬ 
nue  (Block  No.  1005,  Lot  Nos.  57,  58,  59,  31,  32, 
33,  34,  35  and  36),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  Leo  F. 
Rayfiel. 

For  Administration:  Paul  Friedman,  secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Absent  .  0 

THE  RESOLUTION— 

(75-36-A) 

Whereas,  Joseph  Stoy,  applicant  and  lessee,  filed  on 
March  27,  1936,  an  appeal  from  the  decision  of  the  com¬ 
missioner  of  buildings,  affecting  premises :  345-347-349 
Ninth  street,  north  side,  368  ft.  east  of  Fifth  avenue,  and 
322-32  Eighth  street,  south  side,  450  ft.  east  of  Fifth  ave¬ 
nue  (Block  1005,  Lots  57,  58,  59,  31,  32,  33,  34,  35,  36), 
Borough  of  Brooklyn ;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  February  26,  1936,  reads : 

“Please  take  notice  that  letter  permit  No.  170/34 
and  curb  cut  permit  No.  A23064  are  hereby  cancelled 
and  revoked,  effective  at  once,  and  that  you  are  di¬ 
rected  to  discontinue  present  use  of  premises  until  a 
certificate  of  occupancy  has  been  obtained. 

Your  application  for  a  certificate  of  occupancy  to 
park  or  store  more  than  five  cars  will  be  denied  by 
this  department  on  the  ground  that  such  occupancy 
is  in  violation  of  the  amended  building  zone  resolu¬ 
tion.  However,  from  this  denial  you  are  privileged 
to  appeal  to  the  Board  of  Standards  and  Appeals  for 
a  variance.” 

and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  May  29,  1936,  reads  as  follows : 

“Please  take  notice  that  Letter  Permit  No.  137,  is¬ 
sued  May  2,  1934,  is  hereby  revoked  and  canceled  on 
the  same  grounds  as  revocation  of  Letter  Permit  No. 
170/34  affecting  the  same  premises.  Letter  Permit  No. 
170/34  which  was  previously  revoked  superseded  Let¬ 
ter  Permit  No.  137/34.” 

and 


Whereas,  on  May  24,  1934,  Letter  Permit  No.  170  was 
issued  for  use  of  the  premises  as  a  space  for  daytime 
parking  of  cars  on  a  plot  82  by  100  ft.;  and 

Whereas,  on  May  24,  1934,  Curb  Cut  Permit  No.  A23064 
was  issued  for  the  purpose  of  lowering  one  8  ft.  curb  in 
front  of  the  premises;  and 

Whereas,  there  is  a  notation  on  the  application  for  said 
Curb  Cut  Permit  that  Letter  Permit  No.  137-1934  was  is¬ 
sued  to  store  five  cars  on  the  premises ;  and  there  has  been 
evidence  filed  that  this  letter  permit  has  been  revoked ;  and 
Whereas,  the  premises  consist  of  a  plot  fronting  80  ft. 
on  Ninth  street  and  107  ft.  on  Eighth  street;  and 

Whereas,  the  applicant  contends  the  commissioner  of 
buildings  has  no  jurisdiction  to  revoke  Curb  Cut  Permits 
and  that  the  commissioner  of  buildings  has  no  jurisdiction 
to  revoke  Letter  Permits ;  and  in  the  application  for  Curb 
Cut  Permit  no  statement  was  made  as  to  how  many  cars 
were  to  be  parked  on  the  plot  in  question ;  that  under  the 
Monument  decision  the  conduct  of  the  business  of  the 
applicant  is  legal  and  that  this  point  was  recognized  by 
the  board  of  estimate  and  apportionment  in  its  resolution 
dated  June  28,  1935 ;  that  section  184  of  the  Code  of  Ordi¬ 
nances  covers  the  revocation  of  Curb  Cut  Permits;  and 
Whereas,  the  premises  under  appeal  were  inspected 
by  a  committee  of  the  board  and  an  illegal  storage  of 
motor  vehicles  was  found  to  exist ;  and 

Whereas,  the  Greater  New  York  Charter  provides  for 
the  issuance  of  certificate  of  occupancy  on  forms  duly 
authorized  ;  and 

Whereas,  forms  have  been  duly  authorized  by  the  Board 
of  Standards  and  Appeals  ;  and 

Whereas,  in  the  matter  of  Monument  Garage  v.  Levy, 
the  court  held  that  a  certificate  of  occupancy  is  required 
to  be  obtained  for  the  use  of  vacant  land  under  section 
22  of  the  zoning  resolution ;  and 

Whereas,  there  is  no  authority  for  the  issuance  by  a 
commissioner  of  buildings  of  any  other  form  of  occu¬ 
pancy  permit  by  letter  or  otherwise;  and 

Whereas,  as  ruled  by  the  Appellate  Division  of  the  sec¬ 
ond  department  in  the  matter  of  1525  Myrtle  Avenue 
Realty  Co.,  Inc.  v.  Murdock,  the  commissioner  of  build¬ 
ings  is  without  power  to  impose  conditions  (in  that  case 
a  zone  dividing  wall)  ;  and 

Whereas,  in  the  opinion  of  the  board  the  letter  permit 
permitting  occupancy  under  certain  conditions  is  of  no  le¬ 
gal  effect  and  should  not  have  been  relied  upon  by  the 
department  of  highways  as  authority  for  issuance  of  curb 
cut  permits  ;  and 

Whereas,  the  commissioner  of  buildings  has  the  power, 
as  ruled  by  the  court,  to  rescind  curb  cut  permits  where  he 
finds  that  the  terms  under  which  they  were  issued  have 
been  violated,  as  in  this  case;  and 
Whereas,  the  remedy  open  to  the  owner  is  to  apply  for 
a  zoning  variance  under  sections  7(h)  and  21,  this  appeal 
in  this  case,  having  been  filed  solely  to  obtain  from  this 
board,  a  ruling  as  to  the  validity  of  the  action  of  the 
commissioner  of  buildings  in  rescinding  the  letter  permit 
and  the  curb  cut  permit;  and 

Whereas,  as  in  the  matter  of  Cameron  v.  Murdock,  re¬ 
viewing  the  decision  of  this  board  under  Cal.  No.  1  of 
36-A,  where  the  facts  were  substantially  similar,  the  court 
sustained  the  board’s  denial  of  the  appeal. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 

76-36-A. 

APPLICANT — Walter  Davis,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 2363-2373  Bedford  avenue,  east 
side,  158  ft.  3)4  in-  south  of  Tilden  avenue  (Block 
No.  5135,  part  of  Lot  No.  53),  Borough  of  Brook¬ 
lyn. 
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APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  Leo  F. 
Rayfiel. 

For  Administration :  Paul  Friedman,  secretary, 


Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(76-36-A) 


Whereas,  Walter  Davis,  lessee,  on  March  27,  1936, 
filed  an  appeal  from  the  decision  of  the  commissioner  of 
buildings,  revoking  Letter  Permit  No.  333-1934,  which  per¬ 
mitted  day  parking  from  8:00  a.m.  to  1:00  a.m.  for  more 
than  five  (5)  motor  vehicles  on  premises  2363-2373  Bed¬ 
ford  avenue,  east  side,  158  ft.  3J4  in.  south  of  Tilden  ave¬ 
nue  (Block  No.  5135,  part  of  Lot  No.  53),  Borough  of 
Brooklyn ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  February  26,  1936,  reads  as  follows: 

“Please  take  notice  that  Letter  Permit  No.  333-34 
is  hereby  cancelled  and  revoked,  effective  at  once,  and 
that  you  are  directed  to  discontinue  present  use  of 
premises  until  a  certificate  of  occupancy  has  been  ob¬ 
tained.  Your  application  for  a  certificate  of  occu¬ 
pancy  to  park  or  store  more  than  five  cars  will  be 
denied  by  this  department  on  the  ground  that  such 
occupancy  is  in  violation  of  the  Amended  Building 
Zone  Resolution.  However,  from  this  denial  you  are 
privileged  to  appeal  to  the  Board  of  Standards  and 
Appeals  for  a  variance.” 

and 

Whereas,  the  premises  involved  consists  of  a  plot  front¬ 
ing  100  ft.  on  Bedford  avenue  with  a  depth  of  163  ft.,  lo¬ 
cated  partly  in  a  business  and  partly  in  a  residence  use 
district;  there  is  a  fence  erected  on  the  rear  of  the  plot 
separating  the  business  portion  from  the  residence  portion 
so  that  the  front  or  business  portion  of  the  plot,  145  ft. 
10J/2  in.  in  depth  from  Bedford  avenue,  may  be  occupied 
as  proposed;  and 

Whereas,  an  undated  application  was  made  to  the  com¬ 
missioner  of  buildings,  Borough  of  Brooklyn,  for  permis¬ 
sion  to  use  the  premises  above  described  for  day  parking 
from  8:00  a.m.  to  1  :00  a.m.,  for  more  than  five  (5)  motor 
vehicles  in  a  business  use  district,  and  was  approved  by 
the  commissioner  of  buildings  on  October  4,  1934,  as 
Letter  Permit  No.  333;  and 

Whereas,  on  July  31,  1935,  after  complaint  received,  the 
commissioner  of  buildings  directed  Mr.  William  Brown- 
stein,  the  then  applicant,  to  appear  on  August  6th  to  show 
cause  why  Letter  Permit  No.  333  could  not  be  revoked  on 
the  grounds  that  the  conditions  on  which  it  was  issued 
had  been  violated ;  and 

Whereas,  a  hearing  was  held  on  August  11,  1935,  by  the 
secretary  to  the  commissioner  of  buildings  on  the  question 
of  revocation  of  said  Letter  Permit  No.  333-1934  and  the 
permit  was  not  revoked;  and 

Whereas,  on  September  13,  1935,  a  memorandum  was 
addressed  to  the  commissioner  of  buildings  by  his  secre¬ 
tary,  recommending  in  view  of  the  fact  that  a  report  was 
received  from  the  Police  Department  indicating  that  nine 
(9)  automobiles  were  parked  on  the  premises  that  the 
Letter  Permit  should  be  revoked  and  cancelled;  and 

W  hereas,  on  October  20,  1934,  Curb  Cut  Permit  No.  A- 
24412,  was  issued  by  the  superintendent  of  highways  to 
William  Brownstein  to  “lower  curb  for  13  ft.”  and  this 
Curb  Cut  Permit  has  not  been  revoked;  and 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  Letter  Permits; 


that  under  the  case  of  MONUMENT  GARAGE  v.  LEVY, 
the  conduct  of  the  business  of  the  applicant  is  legal  and 
was  recognized  as  such  by  the  Board  of  Estimate  in  its 
Resolution  of  June  28,  1935;  and 
Whereas,  the  premises  under  appeal  were  inspected  by 
a  committee  of  the  board  and  an  illegal  storage  of  motor 
vehicles  was  found  to  exist;  and 

Whereas,  the  Greater  New  York  Charter  provides  for 
the  issuance  of  certificate  of  occupancy  on  forms  duly 
authorized ;  and 

W  hereas,  forms  have  been  duly  authorized  by  the  Board 
of  Standards  and  Appeals ;  and 

Whereas,  in  the  Matter  of  Monument  Garage  v  Levy, 
the  Court  held  that  a  certificate  of  occupancy  is  required 
to  be  obtained  for  the  use  of  vacant  land  under  section  22 
of  the  zoning  resolution;  and 

Whereas,  there  is  no  authority  for  the  issuance  by  a 
commissioner  of  buildings  of  any  other  form  of  occupancy 
permit  by  letter  or  otherwise ;  and 

Whereas,  as  ruled  by  the  Appellate  Division  of  the 
Second  Department  in  the  Matter  of  1525  Myrtle  Avenue 
Realty  Co.,  Inc.,  v  Murdock,  the  commissioner  of  build¬ 
ings  is  without  power  to  impose  conditions  (in  that  case 
a  zone  dividing  wall)  ;  and 

Whereas,  in'the  opinion  of  the  board  the  Letter  Permit 
permitting  occupancy  under  certain  conditions  is  of  no 
legal  effect  and  should  not  have  been  relied  upon  by  the 
Department  of  Highways  as  authority  for  issuance  of 
curb  cut  permits ;  and 

W'hereas,  the  commissioner  of  buildings  has  the  power, 
as  ruled  by  the  Court,  to  rescind  curb  cut  permits ;  where 
he  finds  that  the  terms  under  which  they  were  issued,  have 
been  violated  as  in  this  case;  and 

W^hereas,  the  remedy  open  to  the  owner  is  to  apply  for 
a  zoning  variance  under  sections  7(h)  and  21,  this  appeal 
in  this  case  having  been  filed  solely  to  obtain  from  this 
board  a  ruling  as  to  the  validity  of  the  action  of  the  com¬ 
missioner  of  buildings  in  rescinding  the  letter  permit  and 
the  curb  cut  permit ;  and 

Whereas,  as  in  the  Matter  of  Cameron  v  Murdock, 
reviewing  the  decision  of  this  board  under  Cal.  No.  1  of 
36-A,  where  the  facts  were  substantially  similar,  the  Court 
sustained  the  board’s  denial  of  the  appeal. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  .and  that  the  appeal  be 
and  it  hereby  is  denied. 


77- 36-A. 

APPLICANT — Murray  Friedland,  lessee. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1094-1104  Nostrand  avenue, 
northwest  corner  of  Maple  street  (Block  No.  5030, 
Lot  No.  45),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  Leo  F. 
Rayfiel. 

For  Administration :  Paul  Friedman,  secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(77-36-A) 

Whereas,  Murray  Friedland,  applicant  and  lessee,  filed 
on  March  27,  1936,  an  appeal  from  a  decision  of  the  com¬ 
missioner  of  buildings,  revoking  letter  permit  No.  85-1935 
and  Curb  Cut  Permit  No.  A-25374  affecting  premises  1094- 
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1104  Nostrand  avenue,  northwest  corner  of  Maple  street 
(Block  No.  5030,  Lot  No.  45),  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  February  26,  1936,  is  as  follows : 

“Please  take  notice  that  letter  permit  No.  85-35  and 
curb  cut  permit  No.  A25374  are  hereby  cancelled  and 
revoked,  effective  at  once  and  that  you  are  directed  to 
discontinue  present  use  of  premises  until  a  certificate 
of  occupancy  has  been  obtained. 

Your  application  for  a  certificate  of  occupancy  to 
park  or  store  more  than  five  cars  will  be  denied  by 
this  department  on  the  ground  that  such  occupancy  is 
in  violation  of  the  amended  building  zone  resolution. 
However,  from  this  denial,  you  are  privileged  to  ap¬ 
peal  to  the  Board  of  Standards  and  Appeals  for  a 
variance.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
fronting  100  ft.  on  Nostrand  avenue  and  100  ft.  on  Maple 
street;  and 

Whereas,  upon  application  dated  May  1,  1935,  made  by 
Murray  Friedland,  applicant,  letter  permit  No.  85  was 
issued,  in  a  business  district,  for  day  parking  from  8 :00 
a.m.  to  1  :00  p.m.  for  more  than  five  (5)  motor  vehicles  and 
for  night  parking  for  five  (5)  motor  vehicles  only;  and 
Whereas,  on  May  5,  1935,  Curb  Cut  Permit  No.  A-25374 
was  issued  so  as  to  permit  the  lowering  of  two  10  ft. 
curb  cuts  on  the  west  side  of  Nostrand  avenue,  18  ft.  and 
72  ft.  north  of  Maple  street ;  and 
Whereas,  on  May  20,  1935  curb  cut  permit  No.  258 72 
was  issued  so  as  to  permit  the  lowering  of  the  two  ten 
foot  curbs  and  construction  of  driveways  on  the  west 
side  of  Nostrand  avenue,  18  and  72  feet  north  of  Maple 
street,  and 

Whereas,  said  curb  cut  permit  No.  25872  has  not  been 
revoked;  and 

Whereas,  after  due  notice  to  the  applicant,  a  hearing  was 
held  before  the  secretary  to  the  commissioner  of  buildings, 
and  the  secretary  recommended  on  September  13,  1935  to 
the  commissioner  of  buildings  in  view  of  the  facts  adduced 
at  the  hearing  that  letter  permit  No.  85-1935  be  revoked; 
and 

Whereas^  said  letter  permit  No.  85-35  and  curb  cut  per¬ 
mit  No.  A25374  were  revoked  on  February  26,  1936,  by  the 
decision  herein  appealed  from ;  and 
Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  curb  cut  per¬ 
mits;  that  the  commissioner  of  building  has  no  jurisdic¬ 
tion  to  revoke  letter  permits;  that  under  the  case  of  Monu¬ 
ment  v.  Levy,  the  conduct  of  the  business  of  the  applicant 
is  legal ;  that  this  point  was  recognized  by  the  Board  of 
Estimate  in  its  resolution  dated  June  28,  1935;  that  Sec¬ 
tion  184  of  the  Code  of  Ordinances  governs  the  revoca¬ 
tion  of  curb  cut  permits ;  and 
Whereas,  the  premises  under  appeal  were  inspected  by 
a  committee  of  the  board  an  illegal  storage  of  motor  ve¬ 
hicles  was  found  to  exist;  and 
Whereas,  the  Greater  New  York  Charter  provides  for 
the  issuance  of  certificate  of  occupancy  on  forms  duly  au¬ 
thorized  ;  and 

Whereas,  forms  have  been  duly  authorized  by  the  Board 
of  Standards  and  Appeals ;  and 
W  hereas,  in  the  Matter  of  Monument  Garage  v.  Levy, 
the  Court  held  that  a  certificate  of  occupancy  is  required 
to  be  obtained  for  the  use  of  vacant  land  under  Section 
22  of  the  zoning  resolution ;  and 

Whereas,  there  is  no  authority  for  the  issuance  by  a 
commissioner  of  buildings  of  any  other  form  of  occu¬ 
pancy  permit  by  letter  or  otherwise' ;  and 

Whereas,  as  ruled  by  the  Appellate  Division  of  the 
Second  Department  in  the  Matter  of  1525  Myrtle  Avenue 
Realty  Co.  Inc.  v.  Murdock,  the  commissioner  of  buildings 
is  without  power  to  impose  conditions  (in  that  case  a  zone 
dividing  wall)  ;  and 

Whereas,  in  the  opinion  of  the  board  the  letter  permit 
permitting  occupancy  under  certain  conditions  is  of  no 


legal  effect  and  should  not  have  been  relied  upon  by  the 
department  of  highways  as  authority  for  issuance  of  curb 
cut  permits ;  and 

Whereas,  the  commissioner  of  buildings  has  the  power, 
as  ruled  by  the  court,  to  rescind  curb  cut  permits ;  where 
'he  finds  that  the  terms  under  which  they  were  issued  have 
been  violated  as  in  this  case;  and 

Whereas,  the  remedy  open  to  the  owner  is  to  apply  for 
a  zoning  variance  under  sections  7(h)  and  21,  this  appeal 
in  this  case  having  been  filed  solely  to  obtain  from  this 
board  a  ruling  as  to  the  validity  of  the  action  of  the  com¬ 
missioner  of  buildings  in  rescinding  the  letter  permit  and 
the  curb  cut  permit;  and 

Whereas,  in  the  matter  of  Cameron  v.  Murdock,  re¬ 
viewing  the  decision  of  this  board  under  Cal.  No.  1  of 
36-A,  where  the  facts  were  substantially  similar,  the  court 
sustained  the  Board’s  denial  of  the  appeal. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


78-36-A. 

APPLICANT — Adolf  Gross,  lessee. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 705-711  Franklin  avenue, 
northeast  corner  of  Park  place  (Block  No.  1231, 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  Leo  F. 
Rayfiel. 

For  Administration:  Paul  Friedman,  secretary, 


Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . ; .  0 

THE  RESOLUTION— 

(78-36-A) 


Whereas,  Adolf  Gross,  applicant  and  lessee,  filed  on 
March  27,  1936,  an  appeal  from  the  decisions  of  the  com¬ 
missioner  of  buildings,  affecting  premises:  705-711  Frank¬ 
lin  avenue,  northeast  corner  of  Park  place  (Block  No.  1231, 
Lot  No.  1),  Borough  of  Brooklyn;  and 

Whereas,  the  decisions  of  the  commissioner  of  build¬ 
ings  read  as  follows : 

“February  26,  1936. 

“Please  take  notice  that  letter  permit  No.  239/34 
and  curb  cut  permits  Nos.  A23704  and  A24596  are 
hereby  cancelled  and  revoked,  effective  at  once,  and 
that  you  are  directed  to  discontinue  present  use  of 
premises  until  a  certificate  of  occupancy  has  been  ob¬ 
tained. 

Your  application  for  a  certificate  of  occupancy  to 
park  or  store  more  than  five  cars  will  be  denied  by 
this  department  on  the  ground  that  such  occupancy  is 
in  violation  of  the  amended  building  zone  resolution. 
However,  from  this  denial,  you  are  privileged  to  ap¬ 
peal  to  the  Board  of  Standards  and  Appeals  for  a 
variance.” 

“March  4,  1936. 

Please  take  notice  that  letter  permit  No.  338/34  is 
hereby  cancelled  and  revoked  effective  at  once,  and 
that  you  are  directed  to  discontinue  present  use  of 
premises  until  a  certificate  of  occupancy  has  been 
obtained. 

Your  application  for  a  certificate  of  occupancy  to 
park  or  store  more  than  five  cars  will  be  denied  by 
this  department  on  the  ground  that  such  occupancy  is 
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in  violation  of  the  amended  building  zone  resolution. 
However,  from  this  denial,  you  are  privileged  to  appeal 
to  the  Board  of  Standards  and  Appeals  for  a  varia¬ 
tion.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  front¬ 
ing  100  ft.  on  Park  place  and  102  ft.  6  in.  on  Franklin  ave¬ 
nue,  located  in  a  business  use  district;  and 
Whereas,  letter  permit  No.  239-34  was  issued  on  July 
24,  1934,  for  day  and  night  parking  for  not  more  than  five 
(5)  motor  vehicles;  and 

Whereas,  letter  permit  No.  338-34  was  issued  on  Octo¬ 
ber  10,  1934,  for  day  parking  from  8 :00  A.M.  to  1  :00  A.M. 
for  more  than  five  (5)  motor  vehicles;  and 
Whereas,  on  August  6,  1934,  curb  cut  permit  No.  A23704 
was  issued  to  lower  10  ft.  curb  on  the  north  side  of  Frank¬ 
lin  avenue,  20  ft.  north  of  Park  place ;  and 
Whereas,  this  curb  cut  permit  was  issued  on  an  ap¬ 
plication  made  August  6,  1934,  which  application  bears  a 
notation  that  “Letter  permit  No.  239  was  issued  for  day 
and  night  parking  for  not  more  than  five  (5)  cars”;  and 
Whereas,  on  November  13,  1934,  curb  cut  permit  No. 
A24596  was  issued  to  lower  10  ft.  curb  and  construct  drive¬ 
way  at  premises :  705  Franklin  avenue,  east  side,  90  ft. 
north  of  Park  place;  and 

Whereas,  said  curb  cut  permit  No.  24596  was  issued 
upon  application  dated  October  16,  1934,  which  application 
bears  the  notation  “Letter  permit  No.  239 — business  zone — 
day  parking  more  than  five  cars — for  the  purpose  of  allow¬ 
ing  automobiles  to  enter  and  leave  parking  space”;  and 
Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  curb  cut  per¬ 
mits  and  that  the  commissioner  of  buildings  has  no  juris¬ 
diction  to  revoke  letter  permits ;  that  in  the  application 
for  curb  cut  permit  no  statement  was  made  as  to  how 
many  cars  were  to  be  parked  on  the  plot  in  question ;  that 
under  the  Monument  decision  the  business  of  the  applicant 
is  legal ;  that  this  point  was  recognized  by  the  board  of 
estimate  in  its  resolution  dated  June  28,  1935;  that  section 
184  of  the  Code  of  Ordinances  governs  the  revocation  of 
curb  cut  permits ;  and 

Whereas,  the  premises  under  appeal  were  inspected  by 
a  committee  of  the  board  and  an  illegal  storage  of  motor 
vehicles  was  found  to  exist ;  and 
Whereas,  the  Greater  New  York  Charter  provides  for 
the  issuance  of  certificate  of  occupancy  on  forms  duly  au¬ 
thorized  ;  and 

Whereas,  forms  have  been  duly  authorized  by  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  in  the  matter  of  Monument  Garage  v.  Levy, 
the  court  held  that  a  certificate  of  occupancy  is  required 
to  be  obtained  for  the  use  of  vacant  land  under  section 
22  of  the  zoning  resolution ;  and 
Whereas,  there  is  no  authority  for  the  issuance  by  a 
commissioner  of  buildings  of  any  other  form  of  occupancy 
permit  by  letter  or  otherwise ;  and 
W  hereas,  as  ruled  by  the  Appellate  Division  of  the  sec¬ 
ond  department  in  the  matter  of  1525  Myrtle  Avenue 
Realty  Co.,  Inc.  v.  Murdock,  the  commissioner  of  buildings 
is  without  power  to  impose  conditions  (in  that  case  a 
zone  dividing  wall)  ;  and 

W  hereas,  in  the  opinion  of  the  board  the  letter  permit 
permitting  occupancy  under  certain  conditions  is  of  no 
legal  effect  and  should  not  have  been  relied  upon  by  the 
department  of  highways  as  authority  for  issuance  of  curb 
cut  permits ;  and 

Whereas,  the  commissioner  of  buildings  has  the  power, 
as  ruled  by  the  court,  to  rescind  curb  cut  permits ;  where 
he  finds  that  the  terms  under  which  they  were  issued  have 
been  violated  as  in  this  case ;  and 
Whereas,  the  remedy  open  to  the  owner  is  to  apply  for 
a  zoning  variance  under  sections  7(h)  and  21,  this  appeal 
in  this  case  having  been  filed  solely  to  obtain  from  this 
board  a  ruling  as  to  the  validity  of  the  action  of  the  com¬ 
missioner  of  buildings  in  rescinding  the  letter  permit  and 


the  curb  cut  permit ;  and 

Whereas,  in  the  matter  of  Cameron  v.  Murdpck,  re¬ 
viewing  the  decision  of  this  board  under  Cal.  No.  1  of 
36-A,  where  the  facts  were  substantially  similar,  the  court 
sustained  the  Board’s  denial  of  the  appeal. 

.  Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


79-36-A. 


APPLICANT — Isidor  Herman,  lessee. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1043-1053  Winthrop  street  and 
177-187  East  93rd  street,  northeast  corner  (Block 
No.  4612,  Lot  No  43),  Borough  of  Brooklyn. 
APPEARANCES— 


For  Applicant:  Abraham  H.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  Leo  F. 
Rayfiel. 

For  Administration:  Paul  Friedman,  secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  o 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  q 


THE  RESOLUTION— 


(79-36-A) 

Whereas,  Isidor  Herman,  applicant  and  lessee,  filed  on 
March  27,  1936,  an  appeal  from  a  decision  of  the  commis¬ 
sioner  of  buildings,  affecting  premises  1043-53  Winthrop 
street  and  177-187  East  93d  street,  northeast  corner  (Block 
No.  4612,  Lot  No.  43),  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
Brooklyn,  dated  February  26,  1936,  reads  as  follows : 

“Please  take  notice  that  letter  permit  No.  159-35  is 
hereby  cancelled  and  revoked,  effective  at  once  and  that 
you  are  directed  to  discontinue  present  use  of  premises 
until  a  certificate  of  occupancy  has  been  obtained. 

Your  application  for  a  certificate  of  occupancy  to 
park  or  store  more  than  five  cars  will  be  denied  by  this 
department  on  the  ground  that  such  occupancy  is  in 
violation  of  the  amended  building  zone  resolution. 
However,  from  this  denial,  you  are  privileged  to  ap¬ 
peal  to  the  Board  of  Standards  and  Appeals  for  a 
variance.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
fronting  100  ft.  on  Winthrop  street  with  a  depth  of  100 
feet  on  East  93d  street  on  which  is  erected  a  one-story 
frame  office  building  and  having  a  10-ft.  curb  cut  centrally 
located  on  the  Winthrop  street  front ;  and 
Whereas,  letter  permit  No.  159-1935  was  issued  on  June 
21,  1935,  for  day  parking  from  8  a.m.  to  1  a.m.  for  more 
than  five  (5)  motor  vehicles  and  night  parking  for  five 
(5)  motor  vehicles  only,  in  a  business  use  district;  and 
Whereas,  on  June  27,  1935,  curb  cut  permit  No.  A26274 
was  issued  to  permit  the  lowering  of  one  10  ft.  curb  on 
north  side  of  Winthrop  street,  17  ft.  6  in.  east  of  East  93d 
street ;  and 

Whereas,  said  curb  cut  permit  has  not  been  revoked;  and 
Whereas,  on  the  application  for  said  curb  cut  permit  it 
was  stated  that  the  premises  were  to  be  used  for  parking 
automobiles  and  that  building  department  permit  No.  159 
was  issued  for  a  parking  space  in  a  business  district;  and 
Whereas,  after  complaint  that  the  premises  in  question 
were  being  used  in  violation  of  letter  permit  No.  159-1935 
in  that  more  than  five  cars  were  being  kept  thereon  be¬ 
tween  the  hours  of  1  :00  a.m.  and  8:00  a.m.,  a  hearing  was 
held  by  the  secretary  to  the  commissioner  of  buildings  on 
August  23,  1935,  to  permit  the  applicant  to  show  cause  why 
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letter  permit  No.  159-1935  should  not  be  revoked;  and 

Whereas,  Letter  Permit  No.  159-1935  was  subsequently 
revoked  by  the  decision  of  the  commissioner  of  buildings, 
dated  February  26,  1936  herein  appealed  from ;  and 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  letter  permits, 
the  business  of  the  applicant  is  legal,  see  Monument  vs. 
Levy,  266  NY  339 ;  that  this  point  was  recognized  by  the 
Board  of  Estimate  and  Apportionment  by  its  resolution 
dated  June  28,  1935;  and 

Whereas,  the  premises  under  appeal  were  inspected  by 
a  committee  of  the  board  and  an  illegal  storage  of  motor 
vehicles  was  found  to  exist ;  and 

Whereas,  the  Greater  New  York  Charter  provides  for 
the  issuance  of  certificate  of  occupancy  on  forms  duly  au¬ 
thorized  ;  and 

Whereas,  forms  have  been  duly  authorized  by  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  in  the  matter  of  Monument  Garage  v.  Levy, 
the  court  held  that  a  certificate  of  occupancy  is  required 
to  be  obtained  for  the  use  of  vacant  land  under  section 
22  of  the  zoning  resolution ;  and 

Whereas,  there  is  no  authority  for  the  issuance  by  a 
commissioner  of  buildings  of  any  other  form  of  occupancy 
permit  by  letter  or  otherwise ;  and 

Whereas,  as  ruled  by  the  Appellate  Division  of  the  sec¬ 
ond  department  in  the  matter  of  1525  Myrtle  Avenue 
Realty  Co.,  Inc.  v.  Murdock,  the  commissioner  of  buildings 
is  without  power  to  impose  conditions  (in  that  case  a 
zone  dividing  wall)  ;  and 

Whereas,  in  the  opinion  of  the  board  the  letter  permit 
permitting  occupancy  under  certain  conditions  is  of  no 
legal  effect  and  should  not  have  been  relied  upon  by  the 
department  of  highways  as  authority  for  issuance  of  curb 
cut  permits ;  and 

Whereas,  the  commissioner  of  buildings  has  the  power, 
as  ruled  by  the  court,  to  rescind  curb  cut  permits  ;  where 
he  finds  that  the  terms  under  which  they  were  issued  have 
been  violated  as  in  this  case ;  and 

Whereas,  the  remedy  open  to  the  owner  is  to  apply  for 
a  zoning  variance  under  sections  7(h)  and  21,  this  appeal 
in  this  case  having  been  filed  solely  to  obtain  from  this 
board  a  ruling  as  to  the  validity  of  the  action  of  the  com¬ 
missioner  of  buildings  in  rescinding  the  letter  permit  and 
the  curb  cut  permit ;  and 

Whereas,  in  the  matter  of  Cameron  v.  Murdock,  re¬ 
viewing  the  decision  of  this  board  under  Cal.  No.  1  of 
36-A,  where  the  facts  were  substantially  similar,  the  court 
sustained  the  Board’s  denial  of  the  appeal. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


131-36-A. 

APPLICANT — Edward  Cannon,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 878-888  Coney  Island  avenue, 
west  side,  200  ft.  6)4  in.  south  of  Ditmas  avenue 
(Block  No.  5403,  Lot  Nos.  21  and  24),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant;  Abraham  H.  Brodsky. 

For  Opposition;  Jerome  N.  Wanshel  and  Leo  F. 
Rayfiel. 

For  Administration :  Paul  Friedman,  secretary, 
Department  of  Buildings. 


ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(131-36-A) 

Whereas,  Edward  Cannon,  applicant  and  lessee,  filed  on 
May  11,  1936,  an  appeal  from  a  decision  of  the  commis¬ 
sioner  of  buildings,  affecting  premises  878-888  Coney  Island 
avenue,  west  side,  200  ft.  6)4  in.  south  of  Ditmas  avenue 
(Block  No.  5403,  Lot  Nos.  21  and  24),  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  13,  1936,  reads: 

“Please  take  notice  that  on  the  authority  of  an 
opinion  of  the  Corporation  Counsel,  Letter  Permit  No. 
50/35  is  hereby  revoked  and  you  are  advised  to  make 
application  for  Certificate  of  Occupancy  pursuant  to 
Section  22  of  the  Zone  Law.  Upon  your  failure  to 
make  application  for  a  certificate  of  Occupancy  with¬ 
in  ten  (10)  days  of  this  notice,  the  Department  of 
Buildings  will  proceed  to  revoke  the  curb  cut  permit.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
fronting  100  ft.  2)4  in.  on  Coney  Island  avenue,  having  a 
depth  of  166  ft.,  located  partly  in  a  business  and  partly  in 
a  residence  use  district.  Coney  Island  avenue  is  zoned  for 
business  use.  The  plot  in  question  is  zoned  for  business 
■westerly  from  Coney  Island  avenue  to  a  line  determined  by 
bisecting  the  angle  of  the  prolonged  easterly  and  westerly 
boundary  lines  of  the  block ;  the  balance  of  the  block  is 
zoned  for  residence  use;  and 

Whereas,  letter  permit  No.  50-35  was  issued  on  March 
22,  1935,  for  day  parking  from  8:00  A.M.  to  1:00  A.M. 
for  more  than  five  (5)  motor  vehicles  and  night  parking 
for  five  (5)  vehicles  only,  on  condition  that  a  fence  be 
erected  on  the  line  dividing  the  residential  portion  of 
the  property  from  the  business  portion ;  and 

Whereas,  curb  cut  permit  No.  A-25390  was  issued  on 
April  3,  1935,  for  the  purpose  of  lowering  two  (2)  10  ft. 
curbs  and  constructing  driveway  in  front  of  premises;  and 
has  not  been  revoked ;  and 

Whereas,  this  permit  was  issued  upon  application  dated 
March  25,  1935,  which  application  bears  the  notation  “For 
the  purpose  of  parking  motor  vehicles — building  letter 
permit  No.  50 — business  into  residence;  and 

Whereas,  letter  permit  No.  54-1935  was  issued  on  April 
1,  1935,  for  permission  to  erect  a  frame  shed  10  ft.  by  11 
ft.  for  the  storage  of  tools  on  the  premises;  and  has  not 
been  revoked ;  and 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  letter  permits; 
that  in  the  application  for  curb  cut  permit  no  statement  was 
made  as  to  how  many  cars  were  to  be  parked  on  the  plot 
in  question ;  that  under  the  MONUMENT  decision  the 
conduct  of  the  business  of  the  applicant  is  legal ;  that  this 
point  was  recognized  by  the  Board  of  Estimate  ancf  Appor¬ 
tionment  in  its  resolution  dated  June  28,  1935;  that  section 
184  of  the  Code  of  Ordinances  governs  the  revocation  of 
curb  cut  permits;  and 

Whereas,  the  premises  under  appeal  were  inspected  by 
a  committee  of  the  board  and  an  illegal  storage  of  motor 
vehicles  was  found  to  exist ;  and 

W’hereas,  the  Greater  New  York  Charter  provides  for 
the  issuance  of  certificate  of  occupancy  on  forms  duly  au¬ 
thorized  ;  and 

Whereas,  forms  have  been  duly  authorized  by  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  in  the  matter  of  Monument  Garage  v.  Levy, 
the  court  held  that  a  certificate  of  occupancy  is  required 
to  be  obtained  for  the  use  of  vacant  land  under  section 
22  of  the  zoning  resolution;  and 

Whereas,  there  is  no  authority  for  the  issuance  by  a 
commissioner  of  buildings  of  any  other  form  of  occupancy 
permit  by  letter  or  otherwise ;  and 

W'hereas,  as  ruled  by  the  Appellate  Division  of  the_  sec¬ 
ond  department  in  the  matter  of  1525  Myrtle  Avenue 
Realty  Co.,  Inc.  v.  Murdock,  the  commissioner  of  buildings 
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is  without  power  to  impose  conditions  (in  that  case  a 
zone  dividing  wall)  ;  and 

Whereas,  in  the  opinion  of  the  board  the  letter  permit 
permitting  occupancy  under  certain  conditions  is  of  no 
legal  effect  and  should  not  have  been  relied  upon  by  the 
department  of  highways  as  authority  for  issuance  of  curb 
cut  permits ;  and 

Whereas,  the  commissioner  of  buildings  has  the  power, 
as  ruled  by  the  court,  to  rescind  curb  cut  permits  ;  where 
he  finds  that  the  terms  under  which  they  were  issued  have 
been  violated  as  in  this  case ;  and 

Whereas,  the  remedy  open  to  the  owner  is  to  apply  for 
.  a  zoning  variance  under  sections  7(h)  and  21,  this  appeal 
in  this  case  having  been  filed  solely  to  obtain  from  this 
board  a  ruling  as  to  the  validity  of  the  action  of  the  com¬ 
missioner  of  buildings  in  rescinding  the  letter  permit;  and 

Whereas,  in  the  matter  of  Cameron  v.  Murdock,  re¬ 
viewing  the  decision  of  this  board  under  Cal.  No.  1  of 
36-A,  where  the  facts  were  substantially  similar,  the  court 
sustained  the  Board’s  denial  of  the  appeal. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


386-30-A. 

APPLICANT — Shoreham  Mfg.  Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment— re 
Appeal  from  an  order  of  the  fire  commissioner. 

PREMISES  AFFECTED— 48-17  69th  street  (Block  No. 
1529,  Lot  No.  1),  Winfield,  Borough  of  Queens 

APPEARANCES— 

For  Applicant:  Chas.  B.  Nimmick. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(386-30-A) 


Whereas,  Samuel  Rosenblum,  for  Shoreham  Manufac¬ 
turing  Co.,  Inc.,  owner,  filed  June  9,  1930,  an  appeal  from 
an  order  of  the  fire  commissioner,  affecting  premises  51-3 
Henry  street  (49th  avenue)  and  49-17  69th  street,  north¬ 
east  corner  (Block  No.  1529,  Lot  No.  1),  Winfield,  Borough 
of  Queens;  and 


Whereas,  the  order  of  the  fire  commissioner,  dated  May 
.20,  1930  (Order  No.  32842-LC),  reads: 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises,  used  for  the  storage  of  nitro-cellulose 
products  shows  that  the  following  must  be  done  before 
the  permit,  requested  by  you,  can  be  issued. 

“1.  Forthwith  remove  all  nitro-cellulose  products,  in 
the  form  of  blocks,  slabs,  sheets,  rods,  tubes,  or  other 
shapes,  to  be  used  as  raw  material,  from  the  premises 
and  discontinue  the  further  storage  of  celluloid  on  the 
premises,  pending  compliance  with  the  following: 

“7.  Protect  the  ceiling  of  the  finished  stock-store 
room  with  fire-retarding  material,  in  accordance  with 
the  Rules  of  the  Board  of  Standards  and  Appeals. 
(This  refers  to  the  building  where  shipping  and  stor¬ 
ing  is  done.) 


“8.  Enclose  the  stairway  with  partitions,  as  re¬ 
quired  by  Subdiv.  2  of  Sec.  235  (the  use  of  glass  is 
prohibited).  This  refers  to  the  building  where  ship¬ 
ping  and  storing  is  done. 

“9.  Provide  a  self-closing,  fireproof  door  in  open¬ 
ing  leading  to  partition  enclosing  stairway  on  1st 
story.  (Door  must  be  arranged  to  open  outwardly, 
and  must  not  obstruct  exit.)  This  refers  to  the  build¬ 
ing  where  shipping  and  storing  is  done.” 

and 

W  hereas,  the  building  is  non-fireproof,  two  stories  in 
height,  50  ft.  by  75  ft.  in  area  at  first  story  and  50  ft.  by  25 
ft.  in  area  on  second  story;  OCCUPIED  :  1st  story,  stor¬ 
age  and  shipping  celluloid  products,  10  persons;  2nd  story 
office,  4  persons ;  and 

W  hereas,  the  appellant  contends  that  the  first  story  is 
used  for  the  storage  of  finished  stock  and  that  no  manu¬ 
facturing  is  conducted  in  this  building;  that  the  premises 
is  protected  with  an  automatic  sprinkler  system  connected 
to  the  city  main ;  that  the  second  story  extends  over  only  a 
small  portion  of  the  building;  that  permits  for  the  present 
occupancy  have  been  issued  for  many  years,  and  requests 
the  acceptance  of  existing  conditions ;  and 

Whereas,  this  appeal  was  granted  by  the  board  Novem¬ 
ber  25,  1930,  on  certain  conditions,  and"  appellant  requested 
an  amendment  of  the  resolution;  and 

W  hereas,  these  premises  were  inspected  by  a  committee 
of  the  board  accompanied  by  an  inspector  of  the  Bureau 
of  Combustibles,  Fire  Department. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted ,  as  to  Items  1,  7,  8  and  9  of  Order  No.  32842-LC, 
on  condition  that  the  building  shall  be  equipped  with  an 
approved  two-source  wet  sprinkler  system;  that  all  doors 
used  as  exits  shall  be  arranged  to  open  out;  that  the  doors 
at  the  foot  of  the  stairways  shall  be  made  fireproof,  self¬ 
closing;  that  the  enclosure  of  the  stairway  shall  be  fire- 
retarded  in  accordance  with  the  requirements  of  the 
building  code;  that  no  manufacturing  of  any  nature  or 
description  shall  be  done  on  the  premises ;  that  all  storage 
shall  be  confined  to  the  first  story;  that  not  more  than 
three  persons  shall  be  employed  on  the  second  story  and 
not  more  than  ten  persons  on  the  first  story;  that  the 
building  shall  not  be  increased  in  height  or  area,  and  that 
only  finished  stock  shall  be  stored  in  this  building  except 
that  a  limited  space  in  the  northerly  portion  of  this  build¬ 
ing  on  the  ground  floor  may  be  used  for  finishing  and 
polishing  of  celluloid  eyeglass  frames  manufactured  else- 
where,  on  condition  that  not  more  than  five  persons  shall 
be  employed  therein  and  that  at  no  time  shall  there  be  more 
than  twenty  (20)  pounds  of  celluloid  or  similar  product 
used  or  stored  on  the  premises  either  in  raw  form  or  fin¬ 
ished  condition;  that  the  machines  on  which  any  frictional 
work  is  done  in  connection  with  the  manufacture  or  finish¬ 
ing  or  eyeglass  frames  shall  be  protected  by  the  installation 
of  a  standard  sprinkler  head  with  quick-opening  valve  over 
each  machine  at  a  distance  over  the  machine  of  not  more 
than  three  (3)  ft.,  with  the  valve  handle  readily  accessible ; 
that  the  water  to  feed  such  sprinkler  heads  may  be  taken 
from  domestic  service;  that  the  shavings  shall  be  collected 
at  intervals  during  the  day  and  placed  in  cans  with  shav¬ 
ings  immersed  in  ivater  prior  to  daily  removal  from  the 
premises;  that  all  other  conditions  shall  be  subject  to  the 
inspection  and  approval  of  the  fire  commissioner 


665-21-A. 

APPLICANT — Ben  Morris,  for  Ivan  Trucking  Corpora¬ 
tion,  lessee. 

SUBJECT — Application  for  reopening — consideration — re 
Appeal  from  a  decision  of  the  fire  commissioner. 
PREMISES  AFFECTED — 427-439  Greenpoint  avenue, 
northeast  corner  of  Kingsland  avenue  (Block  No. 
2517,  part  of  Lot  No.  2),  Borough  of  Brooklyn. 
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APPEARANCES— 

For  Applicant :  Ben  Morris. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(665-21-A) 


Whereas,  Eclipse  Oil  Works,  Inc.,  lessee,  filed,  May  2, 
1921,  an  appeal,  with  the  Board  of  Appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  427-439  Green- 
point  avenue,  northeast  corner  of  Kingsland  avenue  (Block 
No.  2517,  part  of  Lot  No.  2),  Borough  of  Brooklyn;  and  - 

Whereas,  the  order  of  the  fire  commissioner  No. 
64426-LC,  dated  April  14,  1921,  reads : 

“1.  All  storage  tanks,  including  filling  and  meas¬ 
uring  tanks,  containing  petroleum  or  shale  oil  or  the 
liquid  products  thereof,  or  coal  tar  comprising  or 
forming  a  part  of  the  oil  storage  plant  at  rear  427-439 
Greenpoint  avenue,  shall  be  buried  so  that  tops  of  said 
tanks  shall  be  at  least  2  ft.  below  grade  level.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  upon 
which  there  are  3  brick  buildings  and  a  frame  stable  and 
a  40,000  gal.  gasoline  tank,  19  ft.  in  diameter  and  16  ft.  2 
in.  in  height;  this  tank  being  set  on  piles  with  the  bottom 
9  ft.  above  the  grade  and  the  tank  being  surrounded  by  a 
fire  wall  7  ft.  in  height,  the  top  of  the  wall  being  2  ft. 
below  the  bottom  of  the  tank;  and 

Whereas,  appellant  states  that  about  3  years  ago  the 
fire  department  issued  an  order  requiring  a  concrete  wall 
to  be  built  so  as  to  completely  enclose  the  tank ;  the  en¬ 
closure  to  be  large  enough  to  contain  the  contents  of  the 
tank  and  that  this  wall  was  erected  and  also  states  that  the 
level  of  the  land  is  only  3  ft.  above  the  high  water  mark 
and  for  that  reason  it  would  be  impossible  to  comply  with 
the  order;  and 

Whereas,  this  appeal  was  granted  by  the  board  July  26, 
1921,  and  a  request  for  a  reopening  of  the  case  and  an 
amendment  of  the  resolution  as  to  fire  extinguishing  equip¬ 
ment  has  been  made;  and 

Whereas,  in  view  of  statement  by  the  present  tenant, 
dated  June  18,  1936,  as  filed  in  Volume  II  of  Calendar  No. 
697-30-A,  that  this  40,000  gal.  tank  is  no  longer  used  for 
storage  of  gasoline  and  that  it  is  now  used  for  the  storage 
of  varnolene  or  similar  products  having  a  flash  point  not 
less  than  115  degrees  fahrenheit;  and 

Whereas,  nothing  in  the  resolution  of  the  board  under 
Calendar  No.  697-30-A  required  the  existing  tank  to  be 
protected  by  a  foam  extinguishing  system,  as  such  were 
required  only  for  the  then  proposed  tanks  which  were  not 
constructed. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  26,  1921,  reading  “Re¬ 
solved,  that  the  order  of  the  fire  commissioner  he  and  it 
hereby  is  reversed  and  the  appeal  be  and  it  hereby  is 
granted”  by  adding  thereto:  that  the  existing  steam  ex¬ 
tinguishing  system  shall  be  maintained  to  the  satisfaction 
of  the  fire  commissioner  and  that  such  system  shall  be 
under  the  control  for  the  full  twenty-four  hours  a  day  of 


a  competent  person  designated  and  familiar  with  the  oper¬ 
ation  of  the  system  and  that  the  tank  shall  be  used  solely 
for  the  storage  of  varnolene  or  similar  products  having 
a  flash  point  of  not  less  than  115  degrees  fahrenheit. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

144-36-SA. 

APPLICANT — The  Herman  Nelson  Corporation,  owner. 

SUBJECT — Herman  Nelson  Conversion  Oil  Burner,  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(144-36-SA) 

Whereas,  The  Herman  Nelson  Corporation,  owner,  filed 
May  18,  1936,  an  application  with  the  Board  of  Standards 
and  Appeals,  for  approval  of  the  device  known  as  the  Her¬ 
man  Nelson  Conversion  Oil  Burner;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board 
supplemented  by  that  of  the  representatives  of  the  Bu¬ 
reau  of  Combustibles  was  substantially  as  follows : 

This  burner  is  of  the  pressure  atomizing  gun  type 
and  consists  of  the  following  parts :  Holtzer-Cabot 
l/6th  horsepower  motor;  Tuthill  Fuelstat  consisting 
of  pump,  strainer  and  regulating  valve;  Sirocco  Type 
Fan  and  any  standard  nozzle.  Ignition  Electric  Web¬ 
ster  Transformer.  Controls  Minneapolis  Honeywell, 
consisting  of  Protecto  Relay  “R-117”  and  Pressure- 
trol  Type  L-404. 

With  oil  supply  shut  off  and  a  cold  combustion  cham¬ 
ber,  the  burner  was  put  in  operation  and  the  controls 
functioned  as  designed.  Shutting  the  burner  down  in 
110  seconds,  the  oil  supply  was  then  turned  on  and  the 
burner  put  in  normal  operation  for  a  period  of  about 
45  minutes.  During  the  period  of  the  tests  there  were 
no  flarebacks  and  the  flame  was  clean  and  free  of  soot 
and  smoke.  Examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Herman  Nelson  Conversion  Oil 
Burner  be  approved  for  domestic  and  commercial  use, 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  for 
fuel  oil  not  heavier  than  No.  3,  U.  S.  Department  of 
Standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Herman  Nelson 
Conversion  Oil  Burner,  when  installed  in  accordance  with 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Standards 
and  Appeals,  and  when  used  with  fuel  oil  not  heavier  than 
No.  3,  U.  S.  Department  of  Standards,  for  domestic  and 
commercial  use,  on  condition  that  there  shall  be  perma¬ 
nently  attached  to  each  burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  144-36-SA. 
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176-36-SA. 

APPLICANT — Homestead  Engineering  Corp.,  for  J.  N. 

M.  Engineering  Corp.,  owner. 

SUBJECT— Homestead  Oil  Burner,  Model  E,  approval  of 
APPEARANCES— 

For  Applicant :  J.  J.  Morro. 

ACTION  OF  BOARD  Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  T9  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . «  4 

Negative  . .. ...  0 

Absent  . .  q 

THE  RESOLUTION— 

(176-36-SA) 

t  vrHArE^’  the  Homestead  Engineering  Corp.,  for  the 
J.  N.  M.  Engineering  Corp.,  owner,  filed  June  10,  1936,  an 
application  with  the  Board  of  Standards  and  Appeals,  for 
approval  of  the  device  known  as  the  Homestead  Oil  Burner 
Model  E;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board 
supplemented  by  that  of  the  representatives  of  the  Bu¬ 
reau  of  Combustibles  was  substantially  as  follows: 

This  burner  is  of  the  pressure  atomizing  gun  type 
and  consists  of  the  following  parts:  Emerson  1  /6th 
Horespower  Motor,  Sirrocco  Type  fan  and  a  Webster 
Fuel  Unit  consisting  of  pump,  strainer  and  regulating 
valve.  Ignition  Electric,  Jefferson  transformer;  con¬ 
trols  Minneapolis  Honeywell. 

With  oil  supply  shut  off  and  a  cold  combustion  cham¬ 
ber  the  burner  was  put  in  operation  and  the  controls 
functioned  as  designed.  With  the  oil  supply  turned 
on  we  operated  the  burner  for  approximately  45  min¬ 
utes.  During  the  period  of  the  tests,  there  were  no 
narebacks  and  the  flame  was  clean  and  free  of  soot 
and  smoke.  Examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  above  mentioned  burner  be  approved 
for  commercial  and  domestic  use,  when  installed  in 
accordance  with  the  Oil  Burner  Rules  adopted  by  the 
Board  of  Standards  and  Appeals  for  fuel  oil  not 
heavier  than  No.  3,  U.  S.  Department  of  Standards. 
Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Homestead  Oil  Burner, 
Model  E,  for  domestic  and  commercial  installations,  when 
installed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals,  for  use  with  fuel  not 
heavier  than  No.  3  U.  S.  Department  of  Commerce  Stand¬ 
ards,  and  that  there  shall  be  permanently  attached  to  each 
burner  installed  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  176-36-SA. 


184-36-SA. 

APPLICANT — David  Kaufman,  for  National  Devices 
Co.,  owner. 

SUBJECT — National  Devices  Oil  Burner  and  Pyrolene 
Oil  Burner,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

AC  1  ION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 


THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(184-36-SA) 

Whereas,  David  Kaufman,  agent  for  National  Devices 
Co.,  owner,  filed  June  18,  1936,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the  de¬ 
vices  known  as  the  National  Devices  Oil  Burner  and  the 
1  yrolene  Oil  Burner;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board 
supplemented  by  that  of  the  representatives  of  the  Bu¬ 
reau  of  Combustibles  was  substantially  as  follows : 

The  burner  is  of  the  pressure  atomizing  gun  type 
and  consists  of  the  following  parts  :  General  Electric 
1  /6th  horsepower  motor;  Tuthill  Fuelstat  consisting  of 
pump,  strainer  and  regulating  valve;  Sirocco  Type 
fan  and  any  standard  nozzle.  Ignition  electric,  C.E. 
transformer,  controls  manufactured  by  the  Penn’  Elec¬ 
tric  Co.,  consisting  of  a  Penn  Pressuretrol  and  a  Penn 
Heat  Control  Unit,  C.R.  78-73. 

With  oil  supply  shut  off  and  a  cold  combustion  cham- 
bei  we  started  the  motor  and,  on  five  successive  starts 
and  stops,  the  heat  control  functioned  as  designed.  The 
period  between  the  starts  was  25  seconds  and  15  sec- 
ons  afterwards;  the  control  shut  down  the  burner. 
With  the  oil  supply  turned  on,  we  operated  the  burner 
for  a  period  of  approximately  45  minutes,  and  during 
this  period  there  were  no  flarebacks  and  the  flame  was 
clean  and  free  of  soot  and  smoke.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  above  mentioned  burner  be  approved 
for  industrial,  commercial  and  domestic  use,  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  for 
fuel  oil  not  heavier  than  No.  3,  U.  S.  Department  of 
Standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  devices  known  as  the  National  Devices 
Oil  Burner  and  the  Pyrolene  Oil  Burner,  for  use  in  do¬ 
mestic,  commercial  and  industrial  installations  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals  and  when  used  with  fuel 
oil  not  heavier  than  No.  3  U.  S.  Department  of  Commerce 
Standards,  on  condition  that  each  burner  installed  shall 
bear  a  label  permanently  affixed  thereto  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  184-36-SA.. 


188-36- SA. 

APPLICANT — Public  Service  Engineering  and  Heating 
Corp.,  owner. 

SUBJECT— Tri-Aire  Oil  Burner,  Model  C-3,  approval  of 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board 
THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 


903 


oo^ 


MINUTES 


Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(188-36-SA) 

Whereas,  the  Public  Service  Engineering  and  Heating 
Corp.,  owner,  filed  June  22,  1936,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Tri-Aire  Oil  Burner,  Model  C-3;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board 
supplemented  by  that  of  the  representatives  of  the  Bu¬ 
reau  of  Combustibles  was  substantially  as  follows: 

This  burner  is  of  the  pressure-atomizing  gun  type 
and  consists  of  the  following  parts :  Ohio  l/6th  horse¬ 
power  motor;  Tuthill  Fuelstat  consisting  of  pump, 
strainer  and  regulating  valve,  Sirocco  Type  fan  manu¬ 
factured  by  the  Advance  Aluminum  Company,  and  any 
standard  nozzle.  Ignition  Electric  Dongan  Trans¬ 
former  ;  controls  Minneapolis  Honeywell  consisting  of 
Protecto  Relay  “R-117”  and  Pressure  Control  Type 
L-404. 

With  oil  supply  shut  off  and  a  cold  combustion  cham¬ 
ber,  the  burner  was  put  in  operation  and  the  controls' 
functioned  as  designed.  Shutting  the  burner  down  in 
98  seconds,  the  oil  supply  was  then  turned  on  and  the 
burner  put  in  normal  operation  for  a  period  of  about 


45  minutes.  During  the  period  of  the  tests,  there  were 
no  flarebacks  and  the  flame  was  clean  and  free  of  soot 
and  smoke.  Examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Tri-Aire  Oil  Burner,  Model  C-3,  be 
approved  for  domestic  and  commercial  use,  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  for 
fuel  oil  not  heavier  than  No.  3,  U.  S.  Department  of 
Standards. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby ^approve  the  device  known  as  the  Tri-Aire  Oil 
Burner,  Model  C-3,  when  installed  in  accordance  with  the 
Oil  Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals,  and  when  used  with  fuel  oil  not  heavier  than 
No.  3,  U.  S.  Department  of  Standards,  for  domestic  and 
commercial  use,  on  condition  that  there  shall  be  perma¬ 
nently  attached  to  each  burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  188-36-SA. 


Adjourned,  2:00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 
FRIDAY  AFTERNOON,  JULY  10,  1936 
Present :  Chairman  Murdock,  Commissioners  Savage 

and  Blum.  _ 

RULES 

353-30-SR. 

SUBJECT— Rules  Governing  the  Use  of  Equipment  for 
Spraying  of  Paints,  Varnishes,  Lacquers  and  other 
Flammable  Surface  Coatings,  Proposed  Revision 
of. 


APPEARANCES — Inspector  Hille,  Fire  Department;  In¬ 
spector  Majorietta,  Fire  Department;  Arthur  C. 
Bang,  William  J.  O’Rourke,  F.  L.  Graham,  Her¬ 
man  Gahnrich  and  others. 

ACTION  OF  BOARD — Laid  over  for  further  considera¬ 
tion.  No  date  set. 


Adjourned,  3:00  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JULY  14,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  July  7,  1936,  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  ffuesday  afternoon, 
July  7,  1936,  were  approved  as  printed  in  Bulletin  No.  28, 

Vol.  XXL  _ 

BUILDING  ZONE  CASES 

8-36-BZ. 

APPLICANT— J.  Sarsfield  Kennedy,  for  P.rookmead 
Realty  Co.,  Inc.,  owner.  .  . 

SUB TECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 


tion  (previously  dismissed  for  lack  of  prosecution; 
reopened  and  restored  to  Calendar  June  16,  1936). 
PREMISES  AFFECTED— 137-02  to  137-06  Jamaica  ave¬ 
nue,  southeast  corner  of  Van  Wyck  avenue  (Block 
No.  1018,  Lot  No.  1),  Jamaica,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  J.  Sarsfield  Kennedy,  Charles 
Berlin  and  Philip  Lille. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  September  29,  1936, 
at  10  a.m.,  for  applicant  to  file  revised  plans. 


99-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Peter  Dinnella, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  and, 
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also,  partly  in  an  “F”  area  and  partly  in  a.“C”  area 
district,  the  erection  and  maintenance  of  a  multiple 
dwelling  not  conforming  with  “F”  area  require¬ 
ments. 

PREMISES  AFFECTED— 84-14  Forest  parkway  (83rd 
street),  west  side,  91.60  ft.  south  of  Park  lane 
south  (Block  No.  12,  Lot  Nos.  288,  325  and  327), 
Forest  Hills,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  H.  G.  Welch  and  J.  Williamson. 

ACTION  OF  BOARD— Laid  over  to  September  22,  1936, 
at  10  a.m.,  upon  request  of  applicant. 


128-36-BZ. 

APPLICANT— Harry  P.  Jaenike,  for  Spruille  Braden, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  multiple  dwelling 
and,  also,  a  garage  for  more  than  five  (5)  motor 
vehicles  to  be  used  for  tenants  of  a  multiple  dwell¬ 
ing  on  same  plot. 

PREMISES  AFFECTED— 5205-5257  Sycamore  avenue, 
west  side,  308.57  ft.  south  of  West  254th  street, 
between  Sycamore  avenue  and  Railroad  Right  of 
Way  (Block  No.  3420,  Lot  Nos.  485-850),  Borough 
of  The  Bronx. 

APPEARANCES—  .  ,  „  ^ 

For  Applicant:  Harry  P.  Jaenike,  Reed  B.  Daw¬ 
son  and  F.  Katzian. 

For  Opposition:  Moffet  D.  Sanford  and  Albert 
E.  Wheeler. 

ACTION  OF  BOARD— Laid  over  to  September  15,  1936, 
at  10  a.m.,  for  further  consideration. 


118-36-BZ. 

APPLICANT— Carl  Bach,  for  Estate  of  Edward  Bach, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 242-252  St.  Nicholas  avenue, 
northeast  corner  of  West  122nd  street  and  2271- 
2281  Eighth  avenue,  northwest  corner  of  West 
122nd  street  (Block  No.  1949,  Lot  No.  29),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Abraham  Grenthal. 

For  Opposition:  Philip  Kaplan  and  Max  Wolf. 

ACTION  OF  BOARD— Laid  over  to  September  22,  1936, 
at  10  a.m.,  upon  request  of  applicant’s  representa¬ 
tive. 


117-36-BZ. 

APPLICANT— Samuels  and  Samuels,  for  William  H. 
Hemmingway,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  business  building 
(stores). 

PREMISES  AFFECTED— 7405-7411  Sixth  avenue,  east 
side,  32  ft.  south  of  74th  street  (Block  No.  5932, 
Lot  No.  12),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  John  C.  McArdle,  Harold  Arens, 

J.  F.  Prinzak,  G.  J.  Medcalf,  Lucy  Roche,  Elsie 
Schafer,  Harriet  Schmidt  and  Irene  Conklin. 
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ACTION  OF  BOARD — Application  withdrawn  upon  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


65-27-BZ. 

APPLICANT — Dunnigan  and  Dusenbury,  for  Treeverse 
Realty  Corporation,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  reopened  June  9,  1936,  for  considera¬ 
tion  of  an  amendment  to  the  resolution  of  March 
29,  1927,  to  permit  the  erection  of  a  roof  sign— re 
Application  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  erection  and  maintenance  of  a  business  build¬ 
ing. 

PREMISES  AFFECTED— South  side  of  West  Tremont 
avenue,  from  University  avenue  to  Andrews  ave¬ 
nue  (Block  No.  2878,  Lot  No.  200,  and  part  of 
Lot  No.  170),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  J.  Dunnigan  and  Joseph 
Dusenbury. 

For  Opposition  :  Louis  Iselin,  A.  J.  Halprin  and 
Pincus  Cohen. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh .  3 

Negative  . 0 

Not  Voting:  Chairman  Murdock .  1 

THE  RESOLUTION— 

(65-27-BZ) 

Whereas,  this  application  affecting  premises  south  side 
of  West  Tremont  avenue,  from  University  avenue  to  An¬ 
drews  avenue  (Block  No.  2878,  Lot  No.  200  and  part  of 
Lot  No.  170),  Borough  of  The  Bronx,  was  granted  by  the 
board  March  29,  1927,  permitting  in  a  residence  use  district 
the  erection  of  a  business  building;  and 

Whereas,  the  resolution  of  the  board  prohibited  the 
erection  of  a  roof  sign  on  these  premises ;  and 

Whereas,  an  application  was  made  to  reopen  this  case 
and  amend  the  resolution  to  permit  the  erection  of  a  roof 
sign  and  this  case  was  reopened  by  vote  of  the  board  June 
9,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  14,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  University  avenue  is  in  a 
residence  and  business  district;  West  Tremont  avenue  is 
in  a  residence  and  business  building  and  Andrews  avenue 
is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  June  16,  1936,  re  App.  No.  89-1936,  reads: 

“1.  Request  for  permit  for  erection  of  roof  sign 
denied  as  premises  are  located  in  a  residence  district 
and  approval  of  Board  of  Standards  and  Appeals, 
March  29,  1927,  Cal.  No.  65-27-BZ,  for  business  use  of 
premises  provides  ‘that  there  shall  be  no  roof  signs 
erected  on  the  premises’.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  114  ft.  6  in.  and  a 
depth  of  197  ft.,  occupied  as  stores,  and  it  is  proposed  to 
erect  on  the  roof  a  sign,  100  ft.  long,  12  ft.  high,  located 
7  ft.  above  roof ;  and 
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Whereas,  the  applicant  requested  an  amendment  to  the 
resolution  adopted  March  29,  1927,  to  eliminate  the  prohi¬ 
bition  against  the  erection  of  roof  signs  and  to  be  per¬ 
mitted  to  erect  a  roof  sign  as  indicated  on  plans  marked 
“Received  June  25,  1936”;  and 

Whereas,  the  board  deemed  that  there  was  unnecessary 
hardship  in  continuing  the  roof  sign  prohibition. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  only  as  far  as 
it  affects  one  story  on  the  street  front,  at  street  level, 
vyithin  and  for  a  depth  of  100  ft.  of  the  southerly  property 
line  and  the  prolongation  of  the  rear  University  avenue 
lot  line,  on  condition  that  the  remainder  of  the  premises 
throughout  shall  be  restricted  to  conforming  use  and  that 
the  building  zone  regulations  shall  be  complied  with  in  all 
other  respects ;  that  the  conduct  and  operation  of  the  busi¬ 
ness  use  on  the  first  story  shall  be  restricted  to  retail 
mercantile  stores,  and  that  there  shall  be  no  delicatessen 
business,  fish  store  or  meat  market  permitted  on  the  curved 
line  of  this  plot  on  the  West  Tremont  avenue  front  of  the 
area  above  described;  that  any  advertising  signs  or  display 
shall  be  restricted  to  the  plate  glass  show  windows  of  the 
store  fronts ;  that  all  necessary  permits  shall  be  obtained 
within  nine  months  and  the  building  completed  within 
eighteen  months  from  the  date  of  this  action. 


23-36-BZ. 

APPLICANT — Joseph  B.  Ferguson,  for  Nonkwah  Realty 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 247-259  West  54th  street,  north 
side,  79  ft.  6  in.  east  of  Eighth  avenue  (Block  No. 
1026,  Lot  Nos.  ID,  5  and  8 J4),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Paul  Wolf,  Edward  H.  Sentenne 
and  Maurice  R.  Roche. 

For  Opposition :  David  Shapiro. 

ACTION  OF  BOARD — Application  granted  on  condition 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION— 

(23-36-BZ) 

^  Whereas,  Joseph  B.  Ferguson,  for  Nonkwah  Realty- 
Corporation,  owner,  filed  February  3,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a  busi¬ 
ness  use  district  the  maintenance  of  a  garage  for  more 
than  five  motor  vehicles;  premises:  247-259  West  54th 
street,  north  side,  79  ft.  6  in.  east  of  Eighth  avenue  (Block 
No.  1026,  Lot  Nos.  ID,  5  and  8}4),  Borough  of  Manhattan; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  14,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals';  and 

Vv  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  54th  street  is  in  a  busi¬ 
ness  district;  West  5oth  street  is  in  a  business  district; 
Eighth  avenue  is  in  a  business  district  and  Broadway  is  in 
a  business  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  June  11,  1935,  reads: 


You  are  hereby  notified  that  the  building  situate  on 
the  front  of  the  lot  on  the  north  side  of  West  54th 
street  commencing  about  254  ft.  from  the  northwest 
corner  of  Broadway  and  West  54th  street  being  a 
Cel.  &  B.  story  fireproof  building  about  131  ft.  front, 
131  ft.  rear,  100  ft.  deep  and  86  ft.  7  in.  in  height  and 
occupied  as  a  public  garage  and  known  as  Number 
247-259  West  54th  street  and  located  in  a  business  dis¬ 
trict  in  the  Borough  of  Manhattan,  in  the  City  of 
New  York,  does  not  conform  to  section  4  of  the  Build- 
ing  Zone  Resolution  of  the  Board  of  Estimate  and 
Apportionment  adopted  July  25,  1916,  in  the  respects 
noted  below. 

‘  In  that  of  occupying  the  entire  building  as  a  public 
garage  contrary  to  section  4,  Building  Zone  Resolution, 
which  prohibits  said  use  in  a  business  district. 

“You  are  hereby  directed  to  discontinue  said  use  in 
compliance  with  the  requirements  of  the  Building  Zone 
Resolution.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  January  3,  1936,  reads: 

“Answering  your  letter  of  December  17,  1935,  rela¬ 
tive  to  Zone  Violation  48-35  and  Board  of  Standards 
and  Appeals  appeal  under  Cal.  No.  143-35-A,  request¬ 
ing  dismissal  and  reissuance  of  the  order  so  that  same 
will  be  within  the  time  limit  required  by  the  Board  of 
Standards  and  Appeals,  you  are  advised  that  the  order 
cannot  be  dismissed  or  reissued.  Therefore  your  re¬ 
quest  is  denied.” 

and 

Whereas,  the  building  is  of  fireproof  construction,  eight 
(8)  stories  in  height,  with  a  frontage  of  131  ft.  3  in.  and 
a  depth  of  100  ft.  irregular,  to  be  occupied  as  a  public 

garage ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises,  and 
it  is  the  committee’s  opinion  that  the  building  is  primarily 
designed  for  a  garage  and  suitable  for  that  purpose  and 
that  it  would  be  a  hardship  not  to  permit  the  owners  to 
have  it  restored  to  such  occupancy. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  permitting  the 
premises  under  appeal  to  be  used  as  a  storage  garage  for 
more  than  five  (5)  motor  vehicles,  on  condition  that  all 
laws  and  rules  applicable  thereto  shall  be  complied  with. 


153-36-BZ. 

APPLICANT — Abraham  N.  Horwitz,  for  West  End  Hold¬ 
ing  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  an  unrestricted  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 


PREMISES  AFFECTED — 140-154  West  End  avenue,  east 
side,  from  West  66th  street  to  West  67th  street 
(Block  No.  1158,  Lot  Nos.  1,  2,  3,  4,  61,  62,  63  and 
64),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Abraham  N.  Horwitz,  Milton  L. 

Sloane  and  Sarah  Schlomowitz. 

For  Opposition :  Samuel  Reinish,  Casper  B. 
Ughetta,  Lawrence  Levy  and  Irving  Golembe. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE — 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  . q 
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THE  RESOLUTION— 

(153-36-BZ) 

Whereas,  Abraham  N.  Horwitz,  for  West  End  Holding 
Corp.,  owner,  filed  May  23,  1936,  an  application  under  the 
building  zone  resolution  to  permit  partly  in  a  business 
use  district  and  partly  in  an  unrestricted  use  district  the 
erection  and  maintenance  of  a  gasoline  service  station ; 
premises :  140-154  West  End  avenue,  east  side,  from  West 
66th  street  to  West  67th  street  (Block  No.  1158,  Lot  Nos. 

1,  2,  3,  4,  61,  62,  63  and  64),  Borough  of  Manhattan;  and 
’Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  14,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  End  avenue  is  in  an 
unrestricted  and  business  district;  West  66th  street  is  in 
an  unrestricted  district;  West  67th  street  is  in  a  business 
and  unrestricted  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  dated  May  21,  1936,  re  App.  No.  96-1936,  reads: 

“1.  The  erection  of  a  gasoline  service  station  which 
is  partly  in  a  business  district  is  contrary  to  section  4 
of  the  building  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  200  ft.  on  West  End  avenue,  100  ft.  on 
West  66th  street  and  100  ft.  on  West  67th  street ;  the  south 
half  of  the  plot  is  in  the  unrestricted  use  district;  the  re¬ 
mainder  is  in  the  business  use  district,  Proposes  to  de¬ 
molish  the  buildings  now  on  the  site  and  to  erect  thereon 
a  one-story  office  and  accessory  (including  repair  shop) 
building,  100  ft.  by  50  ft.  in  area,  and,  also,  to  install  the 
necessary  tanks  and  pumps  for  a  gasoline  service  station; 
and 

Whereas,  a  committee  of  the  board  inspected  this  site 
prior  to  the  hearing  and  is  familiar  with  the  area  because 
of  previous  applications  for  variances  in  the  same  vicin¬ 
ity;  and 

Whereas,  the  board  is  empowered  under  the  provisions  of 
section  7-C  of  the  building  zone  resolution  to  grant  a  vari¬ 
ation  under  such  conditions  as  will  safeguard  the  adjacent 
properties. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-C  thereof,  to  permit  the  gasoline  service  station,  proposed 
to  be  erected  in  the  unrestricted  area,  to  extend  into  the 
more  restricted  business  area  for  a  distance  of  50  ft.  along 
West  End  avenue,  so  that  the  total  area  of  such  gasoline 
station  will  include  the  lots  known  as  Nos.  1,  2,  3,  4,  64, 
and  63,  on  condition  that  the  two  existing  multiple  dwell¬ 
ings  on  Lots  62  and  61  shall  be  either  retained  or  removed 
and  replaced  with  a  building  one  or  more  stories  in 
height,  constructed  for  the  use  and  occupancy  solely  of  a 
conforming  use  in  no  way  connected  with  the  proposed 
gasoline  station;  that  in  the  event  that  the  existing  build¬ 
ings  are  continued  on  Lots  62  and  61,  that  the  southerly 
wall  of  the  existing  building  shall  be  faced  with  brick  or 
stucco  extended  for  a  height  of  7  ft.  for  the  full  depth 
of  the  lot;  that  in  the  event  that  a  one-story  store  building 
is  erected,  there  shall  be  no  showrooms  enterable  from  that 
building  into  the  gasoline  station  area  and  no  windows  or 
doors  opening  thereon ;  that  there  shall  be  constructed  on 
the  rear  lot  line  of  the  proposed  gasoline  station  a  brick 
wall  not  less  than  7  ft.  in  height,  except  where  accessory 
building  walls  occur;  that  the  accessory  building  shall  not 
exceed  one  story  in  height  and  shall  be  constructed  of  fire¬ 
proof  materials,  except  that  the  roof  framing  and  board¬ 
ing,  window  frames  and  sash  and  door  frames  and  doors 
may  be  of  wood,  on  condition  that  the  ceiling  throughout 
shall  be  fire-retarded  in  accordance  with  the  rules  of  the 
Board  of  Standards  and  Appeals  and  the  roof  surfaced 
with  non-inflammable  weather  surfacing;  that  the  boiler 


room  shall  be  separated  from  the  balance  of  the  building 
by  fireproof  construction  and  enterable  only  from  the  ex¬ 
terior  and  that  motor  vehicle  repairing  shall  be  restricted 
to  that  portion  of  the  plot  within  the  unrestricted  district; 
that  the  entire  plot  where  not  covered  by  accessory  build¬ 
ings  shall  be  cement  paved ;  that  all  gasoline  pumps  erected 
shall  be  not  nearer  than  10  ft.  from  any  building  line; 
that  any  parking  of  cars  other  than  those  being  serviced 
shall  be  restricted  to  the  unrestricted  use  area;  that  all 
plans  shall  be  submitted  to  the  chairman  within  six  months 
for  approval  by  him  on  behalf  of  the  board  before  sub¬ 
mission  to  the  commissioner  of  buildings ;  that  all  permits 
shall  be  obtained  and  all  work  completed  within  one  year 
thereafter. 


98-36-BZ. 

APPLICANT— Frank  E.  Vitolo,  for  The  Hirsch  Trust  for 
the  benefit  of  Education  in  the  Ethical  Culture 
Schools,  owner;  Robert  D.  Kohn,  trustee. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
extension  of  a  business  use. 

PREMISES  AFFECTED— 2939  West  29th  street,  east 
side,  320  ft.  south  of  Mermaid  avenue  (Block  No. 
7052,  Lot  Nos.  81  and  82),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Frank  E.  Vitolo. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(98-36-BZ) 

Whereas,  Frank  H.  Vitolo,  for  The  Hirsch  Trust  for 
the  benefit  of  Education  in  the  Ethical  Culture  Schools, 
owner ;  Robert  D.  Kohn,  trustee,  filed  April  17,  1936,  an 
application  under  the  building  zone  resolution  to  permit  in 
a  residence  use  district  the  extension  of  a  business  use; 
premises  :  2939  West  29th  street,  east  side,  320  ft.  south  of 
Mermaid  avenue  (Block  No.  7052,  Lot  Nos.  81  and  82), 
Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  14,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  29th  street  is  in  a  resi¬ 
dence  and  business  districts;  West  28th  street  is  in  a  resi¬ 
dence  and  business  district  and  Mermaid  avenue  is  in  a 
business  district;  Surf  avenue  is  in  a  business  district ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  15,  1936,  re  App.  No.  2405-1936  reads: 

“3.  Proposed  extension  for  business  use  in  a  resi¬ 
dential  use  district  is  contrary  to  Art.  II,  Sect.  6  of  the 
building  zone  resolution  and  is  therefore  denied.” 

and 

Whereas,  the  building  is  of  frame  construction  two 
(2)  stories  in  height,  with  a  frontage  of  17  ft.  and  a  depth 
of  51  ft.  6  in.  on  1st  story  and  44  ft.  6  in.  on  2nd  story, 
occupied  as  1st  story  as  a  store  and  second  story  as  a 
dwelling;  the  7  ft.  deep  frame  extension  across  at  the  front 
on  the  first  story  was  erected  without  a  permit  and  this  ap¬ 
plication  is  to  legalize  said  extension,  the  present  owner 
having  had  no  knowledge  of  its  illegality  at  the  time  of 
taking  title  to  the  property;  and 

Whereas,  a  committee  of  the  board  inspected  this  site 
recently  in  order  to  be  informed  prior  to  this  hearing;  and 
Whereas,  the  board  deems  that  the  applicant  is. entitled 
to  relief  under  section  21  of  the  building  zone  resolution. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
21  thereof,  permitting  the  premises  under  appeal  to  be  used 
as  a  store  on  the  street  floor  only,  as  indicated  on  plans 
filed  with  this  appeal,  on  condition  that  the  balance  of  the 
structure  shall  be  used  for  residential  purposes,  as  zoned 


and  that  the  building  shall  not  be  increased  in  height 
area ;  that  the  ceilings  and  walls  of  the  store  shall  be  ft 
retarded  with  wire  lath  and  plaster. 


Adjourned,  12:45  p.m. 

Edward  V.  Barton,  Chief  Cle 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JULY  14,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

589-31-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Sonia  Cooper- 
stein,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 159-01  to  159-07  114th  avenue 
(Linden  boulevard),  northeast  corner  of  159th 
street  and  159-02  to  159-08  Meyer  avenue  (Block 
No.  2958,  Lot  Nos.  1  and  3),  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Max  Siegel. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

N egative  .  0 

Absent  .  0 


169-20-BZ. 

APPLICANT — Thomas  A.  Grady,  for  Clark  and  Com¬ 
pany,  owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion  (in  lieu  of  a  garage  for  more  than  five  (5) 
motor  vehicles  previously  granted  by  the  board) 
for  a  temporary  period. 

PREMISES  AFFECTED — 1617-1627  Neptune  avenue  and 
3127-3131  Cropsey  avenue,  northeast  corner  (Block 
No.  6995,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Thomas  A.  Grady. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  September  15, 
1936,  at  2  p.m.  Applicant  to  notify  property  own¬ 
ers  in  the  affected  area  by  regular  mail  not  later 
than  September  1,  1936.  Such  notice  to  include 
instructions  to  property  owners  that  objections  or 
consent  shall  be  filed  with  the  board  not  later  than 
September  8,  1936. 


THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 


718-28-BZ.  ' 

APPLICANT— 1540  Grand  Concourse  Corp.,  owner. 
SUBJECT — Application  for  reopening — amendment— 
Application  (decision  of  the  superintendent  j 
buildings)  under  section  21  of  the  building  zci 
resolution,  permitting  in  a  residence  use  distr 
the  alteration,  extension  and  change  of  occupar 
of  a  building  occupied  as  stores  and,  also,  a  gae 
line  service  station  to  a  building  used  throughc 
cis  stores 

PREMISES  AFFECTED — 1534-1540  Grand  Concour: 
east  side,  267.11  ft.  south  of  Mount  Eden  aveni 
(Block  No.  2821,  Lot  Nos.  27,  2 iy2,  part  of  L 
Nos.  11,  28,  26  and  25),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Albert  Goldhammer  and  Phi 
Welling. 

ACTION  OF  BOARD — Application  for  reopening,  denid, 
THE  VOTE  TO  REOPEN— 

Affirmative  .  \. 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  ; 

Absent  .  ] 

THE  RESOLUTION— 

(718-28-BZ) 

Whereas,  this  application  affecting  premises  1534-15! 
Grand  Concourse,  east  side,  267.11  ft.  south  of  Moul 
Eden  avenue  (Block  No.  2821,  Lot  Nos.  27,  27^,  part  : 
Lot  Nos.  11,  28,  26  and  25),  Borough  of  The  Bronx,  wi 
granted  by  the  board  July  22,  1930,  on  certain  conditiorl, 
and  the  owner  now  requests  a  reopening  of  this  case  i 
amend  the  resolution  and  relax  these  conditions;  and 
Whereas,  in  the  opinion  of  the  board  the  conditions  <: 
the  resolution  should  not  be  relaxed. 

Resolved,  that  the  request  for  reopening  be  and  it  herel' 
is  denied. 


92-36-BZ. 

APPLICANT — Hirsh,  Newman,  Reass  &  Becker,  for  Co- 
solidated  Biological  Products,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commission' 
of  buildings)  under  section  7h  of  the  building  zoi; 
resolution,  to  permit  in  a  business  district  tl 
parking  or  storage  of  more  than  five  (5)  mote 
vehicles. 

PREMISES  AFFECTED— 109-131  West  50th  street  ar 
110-130  West  51st  street,  north  side  of  West  50i 
street  and  south  side  of  West  51st  street,  105  i 
west  of  Sixth  avenue  (Block  No.  1003,  Lot  N 
17),  Borough  of  Manhattan. 
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PPEARAN  CES — 

For  Applicant :  Warren  M.  Caro  and  Maurice 
Coebel. 

For  Opposition :  Samuel  Levy  and  others. 

For  Administration :  Assistant  Engineer  Samuel 
Becker  and  Leo  McDermott,  Department  of 
Buildings. 

‘CTION  OF  BOARD — Application  granted  on  condition. 
HE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


HE  RESOLUTION— 

(92-36-BZ) 

Whereas,  Hirsh,  Newman  and  Becker,  for  Consolidated 
ological  Products,  Inc.,  owner,  filed  April  6,  1936,  an 
iplication  under  the  building  zone  resolution  to  permit  in 
business  use  district  the  parking  or  storage  of  more  than 
re  (5)  motor  vehicles;  premises:  109-131  West  50th 
reet,  and  110-130  West  51st  street,  north  side  of  West 
>th  street  and  south  side  of  West  51  st  street,  105  ft. 
est  of  6th  avenue  (Block  No.  1003,  Lot  No.  17),  Borough 
Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
r  the  Board  of  Standards  and  Appeals,  at  its  regular 
eeting,  July  14,  1936,  after  due  notice  by  publication  in 
e  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
g  zone  resolution  show  that  West  50th  street  is  business 
id  retail;  West  51st  street  is  business  and  retail;  6th 
renue  is  retail  and  7th  avenue  is  business  and  retail ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 

1  indered  March  10,  1936,  re  Drop  Curb  Permit  No.  32- 
•36,  reads: 

“Parking  space  occupancy  in  a  business  district  is 
contrary  to  Section  4,  subd.  15,  zoning  law.” 

id, 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
ited  June  25,  1936,  reads : 

Re  :  Certificate  of  Occupancy  : 

“Relative  to  your  application  for  certificate  of  occu¬ 
pancy,  you  are  advised  that  as  the  above  premises  is 
located  in  a  business  district  your  application  is 
denied.” 
id 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
g  a  frontage  of  305  ft.  on  West  50th  street  and  on  West 
I  st  street  and  a  depth  of  200.1  ft.;  proposes  to  occupy  the 
ot  as  a  parking  or  storage  space  for  more  than  five  (5) 
otor  vehicles ;  and 

Whereas,  this  application  was  the  subject  of  an  inspec- 
oti  by  a  committee  of  the  board,  report  of  which  inspec- 
an  was  read  at  this  hearing ;  and  which  report  follows : 

REPORT  OF  COMMITTEE. 

Cal.  No.  92-36-BZ. 

Premises:  109-131  West  50th  street. 

110-130  West  51st  street,  Borough  of  Manhattan. 

The  plot  under  appeal  for  the  privilege  of  transient 
parking  of  automobiles  under  sections  7-H  and  21,  for 
a  term  of  two  years,  has  a  frontage  of  305  ft.  on  both 
West  50th  and  West  51  st  streets  and  a  block  depth  of 
200  ft.  10  in.  It  is  within  a  zone  for  business  uses  as 
is  the  area  adjacent  to  the  north  and  west,  while  to 
the  east  and  south  the  zone  is  for  retail  business  use. 
The  plot  adjoins  the  fireproof  combination  building  of 
I  the  Hotel  Taft  and  the  Roxy  Theatre  on  the  west  and 
a  4-story  fireproof  business  building  on  the  east  facing 
Sixth  avenue  and  having  a  depth  of  105  ft.  Across 
West  51st  street  there  is  a  vacant  space  now  used  for 
parking  and  a  number  of  small  25-foot  buildings  two 
and  three  stories  in  height,  mainly  garages  of  limited 


capacity.  Opposite  on  West  50th  street,  there  is  the 
Waldorf  Theatre,  a  building  containing  small  stores 
recently  remodelled,  a  three-story  garage  and  gasoline 
station,  the  garage  portion  having  been  erected  by  a 
zoning  variance  granted  by  this  board  in  1919  under 
Cal.  No.  521-19-BZ.  This  plot  under  appeal  has  been 
before  the  board  on  prior  occasions  for  a  zoning  vari¬ 
ance  to  permit  the  erection  of  an  eight-story  fireproof 
garage  to  replace  the  former  car  barns.  It  was  finally 
permitted  and  upon  Court  review,  through  the  Appel¬ 
late  Division,  the  variance  granted  was  sustained,  but 
the  garage  was  never  erected.  The  variance  thus 
granted  has  expired  by  limitation.  Since  1929,  the  plot 
has  been  used  for  open  garaging  and  certain  curb  cuts 
were  permitted  in  1929  consisting  of  four  on  each 
street  varying  in  width  from  23  ft.  to  25  ft.  Appar¬ 
ently  these  were  not  all  cut  of  the  widths  permitted 
and  other  and  wider  openings  have  been  cut  and  have 
been  in  use  on  both  streets.  The  curbs  themselves  on 
West  51st  street  are  below  standard  height  and  are  in 
poor  condition.  This  appeal  is  based  on  a  refusal  of 
the  commissioner  of  buildings  on  March  10,  1936,  to 
permit  curb  cuts  additional  to  those  previously  permit¬ 
ted  on  the  ground  that  “Parking  space  occupancy  in  a 
business  district  is  contrary  to  Section  4  subdivision 
15,  zoning  law.”  This  ground  of  appeal  was  later  sup¬ 
plemented  by  a  further  ground,  namely,  the  refusal  of 
the  commissioner  of  buildings,  dated  June  25,  1936,  to 
grant  a  certificate  of  occupancy  for  the  parking  use. 

The  question  of  whether  parking  of  cars  was  per¬ 
mitted  on  vacant  land  was  disputable  until  the  decision 
of  the  Court  of  Appeals  in  the  Matter  of  Monument 
Garage  vs.  Levy.  Later  the  Board  of  Estimate  adopted 
an  amendment  to  the  zoning  resolution,  to  Section  4-A 
(15),  prohibiting  parking  or  storage  of  more  than  five 
motor  vehicles  on  a  lot  or  a  plot  comprising  contiguous 
lots,  and  adopted  Section  7-H  giving  this  board  power 
to  grant  a  variance  to  permit  parking  or  storage  of 
more  than  5  motor  vehicles  on  a  plot  unbuilt  upon,  for 
a  two  year  period.  It  is  conceded  that  this  plot  has 
been  in  use  since  1929  as  a  parking  lot  and  that  such 
use  has  consisted  mainly  of  transient  parking  where  a 
fee  has  been  charged  on  an  hourly  basis  and  not  by  the 
week  or  month.  The  three  small  frame  buildings  exist¬ 
ing  which  may  have  been  erected  without  a  permit, 
have  been  accessory  to  the  parking  use  for  shelter 
and  office  purposes. 

Much  has  been  said  of  the  effect  of  this  parking 
space  injuring  the  business  of  nearby  garages.  This 
may  be  true — opinions  appear  to  differ,  and  it  is  diffi¬ 
cult  to  obtain  a  daily  record  ;  but  the  statement  is  made 
that  the  parking  lot  has  parked  500  cars  on  the  aver¬ 
age  daily  and  750  on  Sundays.  The  committee  on  sev¬ 
eral  inspections  has  noted  the  large  number  of  cars 
parked  on  this  lot  and  the  custom  of  some  of  the 
smaller  garages  to  permit  cars  left  with  them  for  safe 
keeping  at  the  curb,  adding  to  the  congestion  of  those 
busy  thoroughfares.  It  is  the  committee’s  belief  that 
the  public  prefer  open  parking  lots  to  garages  for  tran¬ 
sient  parking,  not  only  because  of  the  price  but  because 
of  the  ease  of  moving  in  and  out,  and,  unless  cen¬ 
trally  located  parking  lots  are  supplied,  parking  at  the 
curb  cannot  be  controlled. 

The  development  of  Radio  City  and  the  removal  of 
the  Sixth  Avenue  Elevated  will  in  time  bring  this  plot 
into  marketable  building  use.  In  the  opinion  of  the 
committee,  this  time  has  not  yet  arrived,  and  the  rea¬ 
sonable  use  of  this  plot  for  the  present  is  transient 
parking  use.  Taking  cognizance  of  the  traffic  condi¬ 
tions,  particularly  on  West  50th  street  because  of  the 
theatres  and  buses,  the  committee  recommends  that  in 
granting  this  appeal  under  section  7-H,  the  entrance 
to  this  parking  plot  should  be  restricted  to  the  West 
51st  street  side  towards  the  centre  of  the  plot  where 
the  “Entrance”  sign  appears  on  photograph  F,  elimin- 
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ating  the  newly  established  entrance  also  shown  there¬ 
on  at  the  easterly  end  nearer  Sixth  avenue.  On  West 
50th  street  there  should  be  no  entrance,  but  there 
should  be  two  exits  of  limited  width,  one  at  the  west¬ 
erly  side  and  one  at  the  easterly  side  to  permit  exiting 
of  cars  going  easterly  on  West  50th  street  which  is  an 
eastbound  street,  while  West  51st  street  is  a  westbound 
street.  The  entire  lot  should  be  fenced  in  and  build¬ 
ings  should  be  restricted  to  the  necessary  accessory 
buildings  for  the  office  for  the  parking  lot  and  for 
attendants  lockers  and  shelter  and  toilet  accommoda¬ 
tions,  eliminating  all  other  uses  under  the  terms  of 
section  7-H.  Curbs  should  be  restored  across  all  exist¬ 
ing  openings  not  permitted  under  this  recommenda¬ 
tion. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee  of  Inspection. 

and 

Whereas,  this  report  recommended  that  the  application 
be  granted  and  the  board  deemed  that  the  applicant  should 
be  granted  a  temporary  variance  under  Section  7  subdiv.  H 
of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
7-H  for  a  period  of  two  (2)  years,  permitting  the  plot 
under  appeal  to  be  used  for  the  transient  parking  of  motor 
vehicles,  on  condition  that  the  entire  plot  shall  be  graded 
and  covered  with  steamed  cinders  or  other  equivalent  sur¬ 
facing;  that  this  surfacing  shall  be  kept  rolled  and  a  binder 
applied  to  eliminate  dust;  that  the  entrance  to  this  parking 
lot  shall  be  restricted  to  the  5 1  st  street  side  at  the  centre; 
that  the  curb  cut  at  this  point  may  be  30  ft.  in  width  to 
accommodate  entrance  and  exit ;  that  there  shall  be  no 
entrance  on  50th  street  side  but  there  may  be  two  exits 
each  not  over  15  ft.  in  width,  one  towards  the  west  and  one 
towards  the  east,  and  clearly  marked  at  all  times  for  exit 
purposes  only ;  that  the  entire  plot  shall  be  fenced  in  with 
a  substantial  woven-wire  fence  on  both  street  fronts,  except 
at  entrance  and  exits ;  that  there  may  be  erected  on  the 
premises  two  (2)  frames  structures  not  exceeding  20  ft. 
square,  not  over  one-story  in  height,  for  the  accommoda¬ 
tion  of  the  parking-space  office  and  for  toilet  accommoda¬ 
tions,  which  shall  be  provided,  and  for  locker  space  for  the 
attendants ;  that  all  curb  cuts  not  herein  permitted  shall  be 
closed  up  and  the  curbs  restored  ;  that  no  automobiles  shall 
be  parked  on  the  premises  that  are  not  capable  of  opera¬ 
tion  ;  no  other  use  than  this  parking  shall  be  herein  per¬ 
mitted  on  the  premises ;  that  signs  shall  be  limited  to  a  sign 
over  the  entrance,  stating  that  parking  is  available  and  the 
prices  charged ;  that  lighting  shall  be  limited  to  pipe  stand¬ 
ards  with  metal  reflectors  arranged  to  shine  downwardly. 


104-36-BZ. 

APPLICANT — John  Burke,  for  India  Wharf  Holding 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  stone  and  monu¬ 
mental  works. 

PREMISES  AFFECTED— 1270-1274  McDonald  avenue, 
west  side,  440  ft.  south  of  Avenue  J  (Block  No. 
5483,  Lot  No.  29),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Sidney  C.  Weinstein,  David 
Hendlin  and  Fred  Klein. 

For  Opposition :  Sandy  A.  Ehrmann,  J.  W.  New¬ 
man  and  Charles  Wilson. 

ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Savage .  1 

Negative:  Chairman  Murdock,  Commissioner 

Blum  and  Assistant  Chief  Walsh .  3 

Absent  .  C 

THE  RESOLUTION— 

(104-36-BZ) 


Whereas,  John  Burke,  for  India  Wharf  Holding  Corp. 
owner,  filed  April  21,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  stone  and  monumental 
works;  premises:  1270-1274  McDonald  avenue,  west  side 
440  ft.  south  of  Avenue  J  (Block  No.  5483,  Lot  No.  29) 
Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatior 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  14,  1936,  after  due  notice  by  publication  ir 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  McDonald  avenue  is  busi¬ 
ness  ;  Dahill  road  is  residence ;  Avenue  J  is  residence  and 
business,  and  Bay  Parkway  is  residence  and  business;  and 
Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  April  19,  1936,  re  App.  No.  2949-1936,  reads: 

“Proposed  stone  and  monumental  works  in  a  busi¬ 
ness  district  is  contrary  to  article  2,  section  4,  para¬ 
graph  39  of  the  zone  resolution,  therefore  this  applica¬ 
tion  is  denied.” 

and 

Whereas,  the  premises  consist  of  an  irregular  plot  oi 
ground  having  a  frontage  of  80  ft.  on  McDonald  avenue 
20  ft.  on  Dahill  road  and  a  depth  of  200  ft.  Upon  the  Mc¬ 
Donald  avenue  front  of  the  plot  there  is  located  a  two- 
story  frame  structure,  24  ft.  by  61  ft.  in  area.  Proposed  tc 
occupy  the  McDonald  avenue  front  (located  in  a  busines: 
use  district)  of  the  plot  as  a  monumental  and  stone  works 
The  building  to  be  used  as  an  office  and  workshop  as  ac 
cessory  use  to  the  stone  works ;  and 
Whereas,  a  committee  of  the  Board  inspected  this  sit< 
and  building  prior  to  the  hearing  so  that  they  would  be  in 
formed  of  conditions;  and 

Whereas,  the  board  finds  that  there  was  no  basis  undei 
section  6  for  granting  the  proposed  use  as  a  monumenta 
marble  works  because  of  the  prior  use  as  a  planing  mil 
as  no  such  use  existed  prior  to  1916;  and 
Whereas,  the  board  deemed  that  applicant  had  failed  t< 
substantiate  his  basis  of  appeal  under  section  21  of  th< 
building  zone  resolution  and  was,  therefore,  not  entitled  t( 
relief. 

Resolved,  that  the  decision  of  the  commissioner  of  build 
ings  be  and  it  hereby  is  affirmed,  and  that  the  applicatioi 
be  and  it  hereby  is  denied. 


174-36-BZ. 

APPLICANT — Szold  and  Brandwen,  for  New  Yorl 
Clothing  Cutters  Centre,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissione 
of  buildings)  under  section  7h  of  the  building  zoni 
resolution,  to  permit  in  a  business  use  district  th> 
parking  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 44-46  East  12th  street,  soutl 
side,  132  ft.  west  of  Broadway  (Block  No.  563 
Lot  No.  28),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Abe  Solomon  and  Edward  Bara 
now. 

For  Opposition :  James  S.  McNally,  Edward  G 
Steinert  and  Louis  A.  Jackson. 

For  Administration :  Assistant  Engineer  Samue 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  <1 
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Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(174-36-BZ) 

Whereas,  Szold  and  Brandwen,  for  New  York  Clothing 
Cutters  Centre,  Inc.,  owner,  filed  June  9,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a  busi¬ 
ness  use  district  the  parking  of  more  than  five  (5)  motor 
vehicles;  premises:  44-46  East  12th  street,  south  side,  132 
ft.  west  of  Broadway  (Block  No.  563,  Lot  No.  28),  Bor¬ 
ough  of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  14,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  12th  street  is  business ; 
East  11th  street  is  business;  Broadway  is  business  and 
unrestricted;  University  place  is  business  and  unrestricted; 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  19,  1936,  re  App.  No.  86-1936,  reads: 

“1.  Parking  of  more  than  five  motor  vehicles  in  a 
business  district  is  contrary  to  section  4,  subdivision 
15,  zoning  law.” 
and 

Whereas,  the  premises  consist  of  an  irregular  plot  of 
ground  having  a  frontage  of  50  ft.  and  a  depth  of  103 
ft.  It  is  proposed  to  use  the  plot  for  the  parking  of  more 
than  five  motor  vehicles ;  and 

Whereas,  a  committee  of  the  board  inspected  this  site 
prior  to  the  hearing  so  that  they  would  be  informed  of 
conditions ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  and  was,  therefore,  entitled  to 
relief  under  section  7(h). 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7(h)  for  a  period  of  two  years,  to  permit  the  plot  under 
appeal  to  be  used  for  transient  parking  only,  on  condition 
that  no  cars  shall  be  parked  on  the  premises  not  capable 
of  being  operated;  that  there  shall  be  no  other  use  made 
of  the  premises  other  than  such  parking;  that  there  shall 
be  a  fence  erected  across  the  property  except  for  the  exist¬ 
ing  entrance  and  curb  cut ;  that  there  shall  be  no  signs 
extending  beyond  the  building  line  and  no  lights  other  than 
to  illuminate  the  interior  of  the  lot. 


59-36-BZ. 

APPLICANT — Larry  Meltzer,  for  May  L.  Haberle, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 254-09  Hillside  avenue,  north¬ 
east  corner  of  Little  Neck  parkway  (Block  No. 
8766,  Lot  No.  1),  Bayside,  Borough  of  Queens. 


APPEARANCES— 

For  Applicant :  Larry  Meltzer. 

For  Opposition :  Samuel  Miller. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  Tp  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(59-36-BZ) 


Whereas,  Larry  Meltzer,  for  May  L.  Haberle,  owner, 


filed  March  16,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service  station;  premises: 
254-09  Hillside  avenue,  northeast  corner  of  Little  Neck 
Parkway  (Block  No.  8766,  Lot  No.  1),  Bayside,  Borough 
of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  14,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hillside  avenue  is  business ; 
Little  Neck  Parkway  is  business;  255th  street  is  residence 
and  business  and  83rd  road  is  residence  and  business ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  3,  1936,  re  App.  No.  423-1936,  reads: 

“The  erection  of  a  gasoline  service  station  in  a 
business  district  is  contrary  to  article  2,  section  4  of 
the  zone  law.” 

and 

Whereas,  the  premises  consist  of  an  irregularly  shaped 
plot  of  ground  having  a  frontage  of  150  ft.  on  Hillside 
avenue,  93  ft.  on  255th  street,  and  46  ft.  on  Little  Neck 
Parkway.  Proposes  to  erect  on  the  site  a  one-story  office, 
greasing  and  automobile  laundry  structure,  30  ft.  by  36 
ft.  in  area,  and  also  the  necessary  tanks  and  pumps  for  a 
gasoline  service  station ;  and 
Whereas,  the  premises  under  appeal  was  the  subject  of 
an  inspection  by  a  committee  of  the  board,  report  of  which 
inspected  was  read  at  this  hearing,  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE 

July  13,  1936. 

Cal.  No.  59-36-BZ. 

Premises :  254-09  Hillside  avenue,  northeast  corner  Lit¬ 
tle  Neck  Parkway,  Bayside,  Borough  of  Queens. 

A  zoning  variance  is  sought  under  section  21  to  per¬ 
mit  a  vacant  plot  at  the  northeast  corner  of  Hillside 
avenue  and  Little  Neck  Parkway  to  be  used  as  a  gaso¬ 
line  service  station.  Upon  the  proposed  widening  of 
Little  Neck  Parkway  the  plot  will  be  reduced  to  a 
frontage  of  approximately  150  ft.  along  Hillside  ave¬ 
nue  and  of  varying  depth  of  50  ft.  along  Little  Neck 
Parkway  to  93  ft.  along  proposed  255th  street.  The 
immediate  area  is  completely  vacant  and  the  area  to 
the  north  is  used  for  farming  part,  the  committee  un¬ 
derstands,  in  conjunction  with  the  Creedmore  Sanita¬ 
rium.  The  plea  of  hardship  is  the  undeveloped  condi¬ 
tion  of  the  area,  no  nearby  transit  facilities  and  no 
immediate  conforming  use.  The  frontage  on  the  re¬ 
cently  completed  Hillside  avenue  and  along  Little  Neck 
Parkway  are  zoned  for  business  uses  and  the  rear  areas 
for  residential  D  area. 

These  premises  have  been  held  since  1926  pending 
development.  Adjoining  owners  who  are  in  objection 
have  also  held  property  for  its  future  speculative  value. 
Real  estate  conditions  due  to  the  depression  have  un¬ 
doubtedly  slowed  up  development  that  was  confidently 
expected.  The  completion  of  Hillside  avenue  has  only 
recently  been  accomplished.  The  project  of  widening 
of  Little  Neck  Parkway  is  now  in  court  as  to  the  con¬ 
demnation  of  the  necessary  land.  Building  is  proceed¬ 
ing  in  the  general  area,  although  not  yet  in  the  imme¬ 
diate  area. 

The  applicant  relies  on  the  action  taken  under  Cal. 
No.  222-34-BZ  affecting  the  corner  opposite,  where  the 
board  granted  a  zoning  variance  under  section  21  for 
a  term  of  ten  years  endeavoring  to  apply  the  princi¬ 
ple  laid  down  in  the  St.  Albans-Springfield  decision 
of  the  court  of  appeals  as  to  the  temporary  use  of 
farm  land  not  yet  available  for  the  zoned  uses  of  a 
city. 

That  station  has  not  been  constructed  since  adequate 
plans  have  not  been  submitted  as  required  showing  a 
gasoline  station  constructed  along  lines  of  those  on 
the  Parkway  in  an  effort  to  prevent  the  disastrous  re- 
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suits  that  have  taken  place  at  the  corner  of  Spring- 
field  and  Linden  boulevards  affected  by  the  St.  Albans- 
Springfield  Corp.  vs.  Connell  decision.  It  is  evident 
that  a  gasoline  station  is  not  needed  at  this  present 
intersection,  else  the  owner  would  have  built  it.  It' 
can  also  be  said  of  the  plot  under  appeal,  there  is  no 
need  for  it.  The  committee  recommends  that  it  should 
not  be  granted,  following  the  instruction  of  the  court 
in  the  matter  of  Werner  vs.  Walsh,  particularly  as 
this  owner  desires  to  erect  the  usual  small  office  with 
gasoline  pumps  distributed  along  the  frontages.  The 
attempt  to  indicate  planting  is  not  convicing  as  it  is 
apparent  that  the  result  would  be  just  another  gas 
station  to  interfere  with  the  conforming  development 
of  what  will  be  an  important  intersection.  A  tem¬ 
porary  station  will  blight  the  future  of  the  area  and 
depreciate  values  and  it  is  not  needed.  This  owner 
holding  for  rise  in  values  is  not  suffering  more  than 
others  who  would  be  equally  entitled  to  a  similar  vari¬ 
ance  if  granted  here.  And  to  such  a  grant  they  object. 
Presumably  they  would  not  ask  for  a  similar  variance 
if  this  is  denied.  It  might  be  noted  that  owner  of  Lot 
106,  Block  4521  consented  to  the  variance  granted  under 
222-34-BZ  but  objects  in  this  instance  and  the  reasons 
given  by  his  representative  and  by  others  in  opposition 
convince  the  committee  that  the  board  would  be  am¬ 
ply  justified  in  denying  this  application. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
Committee  of  Inspection. 

and 

Whereas,  this  report  recommended  the  denial  of  this 
application  and  the  board  deemed  that  the  applicant  had 
failed  to  substantiate  the  basis  of  his  application  under  sec¬ 
tion  21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


493-22-BZ. 

APPLICANT — Second  Avenue  Railroad  Corporation, 
owner. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  fire  commissioner) 
permitting  in  a  business  use  district  the  mainte¬ 
nance  of  a  garage  for  more  than  five  (5)  cars. 

PREMISES  AFFECTED — 1864  Second  avenue  (Block 
No.  1668,  part  of  Lot  No.  1),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  Charles  E.  Chalmers. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 
lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION— 

(493-22-BZ) 


Whereas,  Charles  E.  Chalmers,  receiver  for  2nd  Avenue 
Railroad  Company,  owner,  filed  April  4,  1922,  an  applica¬ 
tion  under  the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  district  the  conversion  of  a  garage  for  three  motor 
vehicles  to  a  garage  for  eight  motor  vehicles;  premises 


1864  Second  avenue,  (Block  No.  1668,  part  of  Lot  No.  1), 
Borough  of  Manhattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals  at  its  regular  meeting  July  5,  1922, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  2nd  avenue  is  a  business  dis¬ 
trict  and  East  96th  and  East  97th  street  are  unrestricted 
districts  ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  March  16,  1922,  in  acting  on  App.  Re  to  Folder  No. 

48.01,  reads: 

“You  recently  filed  application  for  a  supplementary 
permit  in  connection  with  Permit  No.  50514,  which  you 
now  hold  for  the  storage  of  3  automobiles  at  the  above 
premises,  which  permit  expires  on  June  8,  1922.  We 
regret  to  inform  you  that  this  department  cannot  per¬ 
mit  this  additional  storage  of  automobiles  for  the  rea¬ 
son  that  premises  1864  Second  avenue  is  in  a  business 
zone  and  not  more  than  5  automobiles  will  be  permitted 
at  this  location” ; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
3  stories  in  height,  with  a  frontage  of  200  ft.  and  a  depth 
of  600  ft.  occupied  as  a  garage  for  3  motor  vehicles  used 
in  connection  with  the  operation  of  the  railroad,  it  is  pro¬ 
posed  to  increase  the  number  of  cars  to  eight ;  and 

W  h  ere  a  s ,  the  board  deemed  that  as  the  automobiles 
were  to  be  used  by  the  railroad  company  in  connection  with 
its  road  operation  and  were  hecessary  for  the  purpose 
and  that  under  the  provisions  of  section  20  they  were  em¬ 
powered  to  act ;  and 

Whereas,  this  application  was  granted  by  the  board  July 
5,  1922,  on  certain  conditions  and  applicant  requested  an 
amendment  of  the  resolution;  and 

Whereas,  the  resolution  of  July  5,  1922,  reads: 

“ Resolved ,  that  the  board  of  appeals  does  hereby 
make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  granted  on  condition, 
that  the  motor  vehicles  shall  be  the  property  of  the 
railroad  company  and  their  use  confined  in  the  conduct 
of  the  railroad’s  business.” 

and 

Whereas,  the  applicant,  Charles  E.  Chalmers,  has  stated 
that  the  general  occupancy  of  the  building  as  a  car  barn 
for  electric  trolley  cars  was  discontinued  in  1933  and  that 
the  occupancy  is  as  set  forth  in  amendment  adopted  by 
this  board  under  this  date  in  connection  with  Cal.  No.  459- 
23- A. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  5,  1922,  by  adding 
thereto  the  following: 

“that  the  variance  permitted  under  Cal.  No.  493-22-BZ 
may  continue,  on  condition  that  the  motor  vehicles 
stored  within  the  garage  space  shall  be  either  the  prop¬ 
erty  of  the  Second  Avenue  Railroad  Corporation  or  its 
employes  or  tenants  of  the  building.” 


1 1 1-33-BZ. 

APPLIC  ANT — Conroy  and  Hardy,  for  Christ  G.  Gallas, 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  superintendent 
of  buildings)  under  section  7f  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — Northeast  corner  of  Jamaica 
Bay  boulevard  and  Morrell  avenue  (Block  No. 
4046,  Lot  No.  82),  Howard  Beach,  Borough  of 
Queens. 
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appearances— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(111-33-BZ) 


Whereas,  this  application  affecting  premises  northeast 
corner  of  Jamaica  Bay  boulevard  and  Morrell  avenue 
(Block  No.  4046,  Lot  No.  82),  Howard  Beach,  Borough 
of  Queens,  was  granted  by  the  board  July  11,  1933,  on 
certain  conditions,  time  extended  September  10,  1935,  and 
applicant  requests  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolutions  of  July  11,  1933  and  September 
10,  1935,  to  extend  the  time  within  which  to  obtain  permits 
and  complete  the  work  to  within  one  year  from  the  date 
of  this  action ;  that  other  than  as  amended  herein,  the  reso¬ 
lutions  adopted  by  the  board  on  July  11,  1933  and  Septem¬ 
ber  10,  1935,  shall  be  complied  with  in  all  respects. 


937-27-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Violet  Danner- 
man  and  Frances  Kostuh,  owners. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 5338-5342  Kings  highway, 

northwest  corner  of  Farragut  road  (Block  No. 

7948,  Lot  No.  22),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . . .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(937-27-BZ) 

Whereas,  this  application  affecting  premises  5338-5342 
Kings  highway,  northwest  corner  of  Farragut  road  (Block 
No.  7948,  Lot  No.  22),  Borough  of  Brooklyn,  was  granted 
by  the  board,  May  29,  1928,  on  certain  conditions,  and 
owner  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  May  29,  1928,  by  add¬ 
ing  thereto :  “that  in  the  event  the  owner  desires  to  recon¬ 
struct  the  accessory  buildings  and  to  add  a  section  for 
greasing  and  for  laundry,  such  accessory  additions  may  be 


constructed,  on  condition  that  they  are  constructed  sub¬ 
stantially  as  indicated  on  plans  marked  “Received  July  14, 
1936”  and  are  constructed  of  fireproof  materials,  except 
that  the  roof  beams,  roof  boarding,  door  frames  and 
doors,  window  frames  and  sash  may  be  of  wood,  provided 
the  ceilings  in  the  greasing  and  washing  sections  are  fire- 
retarded  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals;  that  the  front  portion  of  the 
greasing  section  shall  remain  open ;  that  in  all  other  re¬ 
spects  the  resolution  adopted  by  the  board  on  May  29,  1928, 
shall  be  complied  with,  except  that  the  concrete  curbs  re¬ 
quired  to  be  constructed  on  the  building  line  may  be  omitted 
for  a  period  of  two  years  from  the  date  of  this  action. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

132-36-A. 

APPLICANT — Jack  Wien,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1064-1080  East  New  York  ave¬ 
nue,  southeast  corner  of  East  95th  street  (Block 
No.  4598,  Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  N.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration:  Paul  Friedman,  secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Placed  on  Reserve  Calendar  so  as 
to  permit  the  board  to  inspect  the  premises  and 
also  to  examine  and  study  the  record,  in  view  of 
the  decisions  that  have  been  rendered  and  to  in¬ 
clude  the  record  before  the  board  in  Cal.  No.  74- 
36-A,  and  such  general  material  as  was  introduced 
in  the  Cameron  case  before  the  board  in  Cal.  No. 
1-36-A  as  far  as  it  has  a  general  application  to  the 
use  of  “parking”  lots.  The  records  before  Mr. 
Friedman,  as  secretary  to  the  commissioner  of 
buildings,  Borough  of  Brooklyn,  to  be  included 
and  made  part  of  this  record. 


163-36-A. 

APPLICANT — George  Jamison,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1015-1021  East  New  York  ave¬ 
nue,  northwest  corner  of  Rochester  avenue  (Block 
No.  1420,  Lot  No.  41),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Abraham  N.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration:  Paul  Friedman,  secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Placed  on  Reserve  Calendar,  for 
same  consideration  by  the  board  as  Cal.  No.  132- 
36-A.  The  complete  record  as  given  in  Cal.  No. 
132-36-A  to  be  made  part  of  record  in  this  case, 
except  such  facts  as  apply  solely  to  Cal.  No.  132- 
36-A  ;  also  including  record  before  the  board  in 
Cal.  No.  74-36-A,  and  such  general  material  as  was 
introduced  in  the  Cameron  case  before  the  board 
in  Cal.  No.  1-36-A,  as  far  as  it  has  a  general 
application  to  the  use  of  “parking”  lots.  The  rec¬ 
ords  before  Mr.  Friedman,  as  secretary  to  the  com¬ 
missioner  of  buildings,  Borough  of  Brooklyn,  to 
be  included  in  this  record. 


164-36-A. 

APPLICANT— Harry  Tint,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 4202-4230  New  Utrecht  avenue, 
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entire  block  10th  avenue  to  New  Utrecht  avenue, 
between  42nd  street  and  43rd  street  (Block  No. 
5596,  Lot  No.  1)  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  N.  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel  and  Eman¬ 
uel  M.  Auerbach. 

For  Administration:  Paul  Friedman,  secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Placed  on  Reserve  Calendar,  for 
same  consideration  by  the  board  as  Cal.  No.  132- 
36-A.  The  complete  record  as  given  in  this  case, 
except  such  facts  as  apply  solely  to  Cal.  No.  1 32- 
36-A ;  also  including  record  before  the  board  in 
Cal.  No.  74-36- A,  and  such  general  material  as 
was  introduced  in  the  Cameron  case  before  the 
board  in  Cal.  No.  1-36-A,  as  far  as  it  has  a  general 
application  to  the  use  of  “parking”  lots.  The  rec¬ 
ords  before  Mr.  Friedman,  as  secretary  to  the 
commissioner  of  buildings,  Borough  of  Brooklyn, 
to  be  included  in  this  record. 


197-36-A. 

APPLICANT — Leo  Bradspies,  for  W.P.A.  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 2171  White  Plains  avenue, 
west  side,  100  ft.  north  of  Lydig  avenue  (Block 
No.  4317,  Lot  No.  56),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Theodore  Perlman. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1936, 
at  2  p.m.,  on  request  of  applicant’s  representative. 


198-36- A. 

APPLICANT — Leo  Bradspies,  for  John  Fox,  lessee. 

SUBJECT — -Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 4498  Park  avenue  and  449  East 
182nd  street,  northwest  corner  (Block  No.  3038, 
Lot  No.  1),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Theodore  Perlman. 

ACTION  OF  BOARD— Laid  over  to  September  15,  1936, 
at  2  p.m.,  on  request  of  applicant’s  representative. 


209-36- A. 

APPLICANT — Edward  Voudy,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 513-517  Ralph  avenue,  east 
side,  25  ft.  south  of  Park  place  (Block  No.  1466, 
Lot  No.  10),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  None. 

For  Opposition:  Benjamin  Loseff. 

For  Administration:  Paul  Friedman,  secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1936, 
at  2  p.m.  No  appearance  for  applicant.  Applicant 
to  be  notified. 


146-36-A. 

APPLICANT — Meek  and  Till,  for  Gallagher’s  Steak 
House,  Inc.,  lessee. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 228-232  West  52nd  street,  south 
side,  103  ft.  11)4  in.  west  of  Broadway  (Block  No. 
1023,  Lot  Nos.  48,  49  and  49^4),  Borough  of  Man¬ 
hattan. 


APPEARANCES— 

For  Applicant :  R.  W.  Till  and  M.  H.  Mencher. 
ACTION  OF  BOARD — Appeal  withdrawn  after  argument. 
THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


9 1-36-A. 

APPLICANT — Mark  Isaacsohn,  for  Hamilton  Moots, 
owner. 

SUBJECT — -Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — Transportation  of  Motor  Oil 
in  Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — -Appeal  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(91-36-A) 

Whereas,  Mark  Isaacsohn,  for  Hamilton  Moots,  owner, 
filed  April  7,  1936,  an  appeal  from  an  order  and  a  decision 
of  the  fire  commissioner,  affecting  the  transportation  of 
motor  oil  in  trucks  in  New  York  City;  and 

Whereas,  the  applicant  failed  to  complete  his  papers, 
although  duly  notified  to  do  so. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


95-36-A. 

APPLICANT — Queens  Fuel  Oil  Co.,  Inc.,  owner. 
SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — Transportation  of  Fuel  Oil  in 
Trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant :  Wesley  Powell. 

For  Administration :  Inspector  Hille,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(95-36-A) 

Whereas,  Queens  Fuel  Oil  Co.,  Inc.,  applicant  and  owner, 
filed  April  11,  1936,  an  appeal  from  an  order  and  a  deci¬ 
sion  of  the  fire  commissioner  affecting  transportation  of 
fuel  oil  in  a  truck  which  is  stored  at  premises :  154-60 
Deer  street  (Block  No.  4420,  Lot  No.  6">  Howard  Beach, 
Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  9,  1935,  is  contained  in  the  decision  of  the  fire  com¬ 
missioner,  dated  April  8,  1936,  which  reads  as  follows: 

“In  response  to  the  request  made  by  your  repre¬ 
sentative  it  is  regretted  that  the  fire  department  will 
no  longer  rescind  an  order  and  re-issue  it  so  that  it 
can  be  taken  before  the  Board  of  Standards  and  Ap¬ 
peals. 
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However,  we  have  been  informed  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  when  the  time  limit  for  making  an  appeal 
has  expired.  This  letter,  therefore,  will  certify  that 
order  7597-LC  was  issued  against  your  truck  No.  7 
on  October  9,  1935,  and  reads  as  follows : 

‘An  inspection  of  truck  No.  7  on  a  Ford  chassis 
used  by  you  for  the  transportation  of  any  liquid 
product  of  petroleum,  shale  oil  or  coal  tar  as  re¬ 
quired  by  section  113,  article  8,  chapter  10  of  the 
Code  of  Ordinances  of  the  City  of  New  York, 
shows  the  following  requirements  necessary  before 
a  permit  can  be  issued : 

1.  Discontinue  the  use  of  chassis  for  the  reason 
that  it  is  less  than  the  minimum  weight  al¬ 
lowable,  section  17. 

It  is  unlawful  for  you  to  operate  this  truck  on 
a  public  highway  without  a  permit  from  the  fire 
chief  and  commissioner. 

Kindly  advise  when  the  above  item  has  been 
complied  with.’  ” 

and  ...... 

Whereas,  the  truck  in  question  consists  of  a  chassis — 
3441  lbs. ;  tank,  hose  and  reel — 3740  lbs. ;  cab — 409  lbs. ; 
water — 48  lbs. ;  gasoline — 204  lbs. ;  spare  tire — 80  lbs. ; 
equipped  with  1,000-gallon  tank  divided  into  two  300-gallon 
and  two  200-gallon  compartments ;  and 

Whereas,  the  applicant  contends  that  the  truck  has  been 
in  use  but  one  year  and  requests  an  extension  of  two  years, 
at  the  end  of  which  time  they  will  comply  with  section  113 
of  the  Code  of  Ordinances. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
7597-LC  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted,  permitting  the  truck  under  ap¬ 
peal  to  be  operated  for  a  period  not  exceeding  six  months, 
on  condition  that  at  the  end  of  that  time  the  truck  shall  be 
removed  from  service  or  made  to  comply  with  the  re¬ 
quirements  of  the  fire  commissioner. 


136-36-A. 

APPLICANT — Tungsten  Research  Laboratories,  Inc., 
lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 127  Greene  street,  west  side, 
170  ft.  north  of  Prince  street  (Block  No.  514,  Lot 
No.  31),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Louis  Scheff. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . . . .  0 

THE  RESOLUTION— 

(136-36-A) 

Whereas,  Tungsten  Research  Laboratories,  Inc.,  applic¬ 
ant  and  lessee,  filed  on  May  12,  1936,  an  appeal  from  an 
order  of  the  fire  commissioner  affecting  premises :  127 
Greene  street,  west  side,  170  ft.  north  of  Prince  street 
(Block  No.  514,  Lot  No.  31),  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  804-LC, 
dated  April  17,  1936,  reads : 

“In  the  interest  of  public  safety,  your  application  for 
a  permit  to  store  and  use  hydrogen  and  other  gases 
under  pressure  in  the  processing  of  tungsten,  molyb¬ 
denum  and  other  metallic  powders  is  herewith  denied. 

Note:  The  hazard  created  by  your  occupancy,  in  the 
opinion  of  this  department,  should  be  confined  to  prem¬ 
ises  used  exclusively  for  the  purpose  intended  and  in 


a  locality  with  less  exposure  hazard  than  the  present. 
Section  10,  chapter  10. 

You  are  therefore,  hereby,  ordered  to : 

(1)  Discontinue  the  storage  and  use  of  hydro¬ 
gen  gas  in  these  premises  in  violation  of  the  pro¬ 
visions  of  the  Code  of  Ordinances,  section  10, 
chapter  10.” 

and  .  .  .  .  .  ,. 

Whereas,  the  premises  in  question  consist  of  an  ordinary 
brick  building,  five  stories  (80  ft.)  in  height,  25  ft.  x  85  ft. 
in  area ;  erected  in  1883  and  located  in  an  unrestricted  use 
district;  OCCUPIED:  cellar— swaging  and  drawing  wire 
— 2  persons;  1st  floor — manufacturing  dress  forms — 2  per¬ 
sons;  2nd  and  3rd  floors — manufacturing  dress  forms — 1 
and  2  persons,  respectively ;  4th  floor— metal  plating  3 
persons  ;  5th  floor — manufacturing  dress  forms — 2  persons  ; 
and 

Whereas,  the  applicant  contends  that  the  use  of  hydro¬ 
gen-nitrogen  gas  in  the  manner  described  on  the  plans 
filed  with  this  appeal  is  not  such  a  hazard  as  to  prevent 
the  use  of  said  gas  on  the  premises  which  is  the  subject 
of  this  appeal ;  the  gas  enters  the  building  from  an  out¬ 
side  platform  at  street  level  in  the  rear  at  a  pressure  of 
10  lbs.  and  is  brought  to  the  ceiling  of  the  cellar  and  thence 
to  the  furnace ;  the  gas  is  protected  from  flashback  by  ap¬ 
proved  valves  and  apparatus  and  every  possible  precau¬ 
tion  that  has  been  suggested  by  the  fire  commissioner  has 
been  taken ;  the  firehouse  is  situated  within  200  ft.  on  the 
premises  in  question;  that  the  denial  of  the  use  of  the  gas 
will  result  in  undue  hardship. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
804-LC  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  the  hydrogen 
stored  shall  be  in  containers  approved  by  the  interstate 
commerce  commission ;  that  the  piping  into  building  shall 
be  in  a  manner  approved  bv  the  fire  commissioner  ;  that 
the  storage  of  these  hydrogen  cylinders  shall  be  in  the 
rear  yard  of  building,  and  if  such  storage  is  continued  be¬ 
yond  six  months  such  storage  in  the  rear  yard  shall  be  in  a 
building  constructed  of  reinforced  concrete  with  a  fire¬ 
proof  door  thereto  and  with  a  vent  shaft  of  metal  and  not 
less  than  12  in.  in  diameter  leading  from  the  roof  of  this 
enclosure  up  to  and  above  the  roof  of  the  building;  and 
this  occupancy  shall  not  be  extended  beyond  the  first  floor 
and  cellar. 


210-36-A. 

APPLICANT— Beers’  Plating  Works,  Inc.,  lessee. 
SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner.  ,  r.r 

PREMISES  AFFECTED— 188  Huntington  street  and  505 
Court  street  (Block  No.  420,  Lot  No.  175),  Bor¬ 
ough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Wm.  H.  Reinhardt. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  _  .  . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 

THE  RESOLUTION— 

(210-36-A) 

Whereas,  Beers’  Plating  Works,  Inc.,  applicant  and 
lessee,  filed  on  July  2,  1936,  an  appeal  from  an  order  of  the 
fire  commissioner  affecting  premises  505  Court  street  and 
188  Huntington  street  (Block  No.  420,  Lot  No.  175),  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
2,  1936,  re  No.  68445-LC,  reads: 

“You  are  hereby  notified  that  an  inspection  ,of  the 
above  premises,  used  to  store  lacquers,  etc.,  shows  that 
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the  following  must  be  done  before  the  permit  requested 
by  you  can  be  issued : 

FORTHWITH 

1.  Separate  space  where  open  flames  (gas  stove  for 
heating  glue  and  two  gasfired  drying  ovens)  from  area 
where  spray  coating  is  carried  on  by  partitions  of  fire¬ 
proof  or  fire-resisting  material.  Rule  4E  of  Spray 
Rules.” 

and 

Whereas,  the  premises  in  question  consist  of  a  9-story 
fireproof  building  100  ft.  in  height,  100  ft.  by  200  ft.  in 
area  at  the  1st  floor  level,  50  ft.  x  100  ft.  in  area  above; 
EQUIPPED  with  a  standpipe  and  sprinkler  system ;  OC¬ 
CUPIED:  cellar — storage;  1st  floor — oil  burners;  2nd, 
vacant;  3rd,  paper  boxes;  4th,  underwear;  5th,  shoes;  6th 
drugs;  7th,  Tea  Company;  8th,  oil  burners;  9th  floor 
(which  is  the  subject  of  this  appeal)  plating  works — 16  per¬ 
sons  ;  and 

Whereas,  the  applicant  contends  that  a  certificate  of  oc¬ 
cupancy  has  been  issued  for  the  premises  in  question ;  and 
Whereas,  the  applicant  further  contends  that  the  two 
gasfired  drying  ovens  are  located  in  the  Spray  Department 
and  the  gas  stove  referred  to  by  the  fire  department  is 
located  in  the  polishing  department,  which  is  partitioned 
from  the  spray  department ;  that  due  to  lack  of  business 
for  the  past  two  years  consumption  of  lacquers  is  appar¬ 
ently  five  gallons  per  month ;  that  the  oven  is  remote  from 
the  spray  booth  and  an  electrical  stove  for  heating  glue  in 
the  polishing  department  was  tried  and  not  found  practical ; 
that  appeal  is  made  for  the  waiving  of  this  order  until 
such  time  as  business  picks  up  or  the  applicants  may  use 
more  lacquers  and  therefore  be  able  to  afford  to  meet  the 
requirements. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
68445-LC  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  on  condition  that  there  shall  be 
a  distance  of  at  least  25  ft.  between  spray  booths,  which 
shall  comply  with  the  requirements  therefor,  and  any  oven 
having  an  open  flame;  that  not  more  than  five  (5)  gallons 
of  lacquer  shall  be  used  per  month  and  same  shall  be  re¬ 
stricted  to  top  floor  of  building  and  there  shall  be  open 
louvres  to  the  roof  for  ventilation. 

21 1-36- A. 

APPLICANT — Schwartz  and  Gross,  for  Goldsmith  Bros., 
lessees. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 96  Beekman  street,  north  side, 
76  ft.  5  in.  east  of  Cliff  street  (Block  No.  98,  Lot 
No.  52),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  William  H.  Meyer. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

AC1  ION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  Q 


THE  RESOLUTION— 

(21 1-36- A) 

\\  hereas,  Schwartz  and  Gross,  applicants  for  Gold¬ 
smith  Bros.,  lessees,  filed  on  July  6,  1936,  an  appeal  from 
an  order  of  the  fire  commissioner  affecting  premises:  96 
Beekman  street,  north  side,  76  ft.  5  in.  east  of  Cliff  street 
(Block  No.  98,  Lot  No.  52),  Borough  of  Manhattan;  and 
W  hereas,  the  order  of  the  fire  commissioner,  dated  June 
18,  1936,  No.  1819-LC,  reads  as  follows: 

In  reference  to  your  application  of  recent  date  to 
store  10,000  gallons  of  lubricating  oil  at  the  location 
mentioned,  I  regret  to  inform  you  that  the  quantity 


stored  exceeds  that  allowed  by  section  112-1B,  chaj 
ter  10,  Code  of  Ordinances,  and 
You  are  therefore  hereby  ordered  to: 

1.  Discontinue  the  storage  of  lubricating  oil  i 
excess  of  1100  gallons  on  these  premises  in  viol; 
tion  of  the  provisions  of  the  Code  of  Ordinances 

and 

Whereas,  the  building  in  question  which  is  of  ordinal 
brick  construction,  located  in  an  unrestricted  use  distric 
five  stories  (55  ft.)  in  height,  25  ft.  by  96  ft.  in  area  at  th 
first  floor  level  and  25  ft.  by  85  ft.  in  area  above,  erecte 
prior  to  1894,  used  at  present  as  follows :  cellar — oil  stoi 
age ;  2nd,  3rd,  4th  and  5th  floors — storage  of  automobil 
accessories;  and 

Whereas,  the  appellant  contends  that  the  entire  buildin 
is  leased  to  Goldsmith  Brothers  for  storage  purposes,  thei 
being  no  other  tenant ;  that  oil  is  stored  in  the  cellar  onl; 
It  is  proposed  to  fire-retard  the  cellar  ceiling  with  fire  lat 
and  j^-inch  cement  plaster;  that  not  more  than  10,000  ga 
Ions  of  oil  are  stored  in  cans  packed  in  containers.  Cor 
tainers  will  be  of  the  following  capacities:  24  1-quart  car 
to  a  container;  4  or  6  5-quart  cans  to  a  container;  3  i 
gallon  cans  to  a  container;  1  5-gallon  can  to  a  containe 
The  containers  are  made  of  corrugated  paper;  there 
no  loose  or  bulk  oil  stored  and  containers  are  not  opene 
on  the  premises;  the  entire  occupancy  of  the  building  : 
two  persons. 

Resolved,  that  the  order  of  the  fire  commissioner  N< 
1819-LC  be  and  it  hereby  is  modified,  and  the  appeal  t 
and  it  hereby  is  granted  on  condition  that  the  cellar  an 
sub-sellar  shall  be  protected  with  a  sprinkler  system  con 
plying  with  the  Rules  of  the  Board  of  Standards  and  A{ 
peals,  except  that  such  system  may  be  fed  from  one-sourc 
street  supply;  that  the  oil  stored  shall  be  restricted  to  th 
cellar  space  in  packages  with  metal  containers  of  the  prc 
posed  capacities,  and  that  there  shall  be  no  oil  in  bulk  stoi 
age ;  that  no  material  on  these  two  sprinklered  floors  sha 
be  piled  within  18  in.  of  the  ceiling;  and  that  access  t 
the  exits  throughout  the  building  shall  be  maintained  ; 
all  times. 


183-36-A. 

APPLICANT — Nordlinger,  Riegelman  and  Cooper,  fo 
Sobol  Bros.  Service  Stations,  Inc.,  lessee. 
SUBJECT — Appeal  from  a  decision  of  the  commissione 
of  buildings. 

PREMISES  AFFECTED— 127-133  Fourth  avenue  an 
102-104  East  13th  street,  southeast  corner  (Bloc 
No.  558,  Lot  Nos.  7  and  10),  Borough  of  Mar 
hattan. 

APPEARANCES— 

For  Applicant:  Leopold  A.  Halpern. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(183-36-A) 

Whereas,  Nordlinger,  Riegelman  &  Cooper,  applicant 
on  behalf  of  Sobol  Brothers  Service  Stations,  Inc.,  lessee 
filed  on  June  16,  1936  an  appeal  from  a  decision  of  th 
commissioner  of  buildings  affecting  premises  127-13 
Fourth  avenue,  and  102-104  East  13th  street,  southwest  cor 
ner,  (Block  No.  558,  Lot  Nos.  7  and  10),  Borough  of  Man 
hattan ;  and 

Whereas,  the  decision  of  the  commissioner  of  building 
dated  June  2,  1936,  on  N.  B.  Application  86-1936  reads  a 
follows : 

“7.  The  department  considers  the  erection  of  a  gaso 
line  station  on  these  premises  hazardous  to  pedes 
trians.” 

and 
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Whereas,  the  premises  consist  of  a  plot  located  in  an 
nrestricted  use  district  fronting  102  ft.  on  4th  avenue  and 
02  ft.  2  in.  on  13th  street,  upon  which  it  is  proposed  to 
rect  a  building  and  the  necessary  tanks  and  pumps  for  the 
onduct  of  a  repair  shop,  salesroom  and  gasoline  selling 
tation,  and 

Whereas,  the  applicant  contends  that  the  pedestrian  traf- 
c  in  front  of  the  premises  does  not  warrant  the  objection 
aised  by  the  commissioner  of  buildings ;  that  the  decision 
i  the  commissioner  of  buildings  is  contrary  to  the  build- 
rig  zone  resolution  and  has  no  justification  in  fact  and  is 
rbitrary.  Curb  cut  permits  have  heretofore  been  issued 
or  in  front  of  premises  where  pedestrian  traffic  is  heavier 
han  it  is  in  front  of  the  premises  under  appeal ;  and 
Whereas,  the  board  deemed  that  the  commissioner  of 
mildings  is  without  power  to  refuse  a  permit  for  the  pro- 
iosed  use  in  an  unrestricted  district  in  so  far  as  the  plot 
tself  is  concerned  but  may  deny  a  carriage  way  across  the 
jdewalk  within  the  power  granted  to  him  under  the 
:harter  in  enforcing  Section  184  of  Chapter  23  of  the. Code 
if  Ordinances,  (Borgeaud  v.  Levy;  Empire  State  Line  v. 
^evy;  Cameron  v.  Murdock),  where  in  his  opinion  such 
:arriage  way  would  be  dangerous  to  pedestrians. 

Resolved,  that  the  decision  of  the  commissioner  of  build- 
ngs  as  to  Objection  7,  N.  B.  App.  86-36,  reading  that  “De- 
lartment  considers  the  erection  of  a  gasoline  station  on 
hese  premises  hazardous  to  pedestrians”  be  and  it  hereby 
s  reversed,  and  the  appeal  be  and  hereby  is  granted  with¬ 
out  in  any  way  approving  the  proposed  use  or  prejudicing 
:he  action  of  the  commissioner  of  buildings  in  acting  on 
in  application  for  carriage  way  and  curb  cut  permits  under 
Section  184  of  Chapter  23  of  the  Code  of  Ordinances. 


207-36-A. 

APPLICANT — Max  Material  Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  decisions  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 454-458  Osborne  street,  west 
side,  140  ft.  south  of  Riverdale  avenue  (Block  No. 
3604,  Lot  No.  32),  Borough  of  Brooklyn, 
i  APPEARANCES— 

For  Applicant :  Isidore  H.  Wachtel  and  Abraham 
A.  Wedeen. 

For  Administration:  Paul  Friedman,  secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(207-36-A) 

Whereas,  Max  Material  Co.,  Inc.,  lessee,  filed  on  July 
3,  1936,  an  appeal  from  decisions  of  the  commissioner  of 
buildings  affecting  premises :  454-8  Osborn  street,  west  side, 
140  ft.  south  of  Riverdale  avenue  (Block  No.  3604,  Lot  No. 
32),  Borough  of  Brooklyn:  and 
Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  June  3,  1936,  reads  as  follows: 

“The  enclosed  memorandum  is  returned  to  you  as 
this  legal  dissatisfaction  should  go  to  the  Board  of 
Standards  and  Appeals.” 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  on  Application  6616-1936,  dated  July  2,  1936,  reads 

as  follows : 

“1— The  use  requested  (storage  and  distributing  of 
dairy  products)  is  prohibited  in  a  business  use  district. 
Article  2,  second  4,  subdivision  23,  building  zone  reso¬ 
lution. 


2 — The  commissioner  is  of  the  opinion  that  the  pro¬ 
posed  used  is  in  violation  of  article  2,  section  4b,  zon¬ 
ing  resolution  because  of  the  noise  attendant  upon  the 
handling  of  bottled  milk.” 

and 

Whereas,  the  premises  which  are  located  in  a  business 
district  consists  of  a  plot  59  ft.  6  in.  by  100  ft.  in  depth 
upon  which  the  existing  one-story  brick  building  was 
erected  in  1930 ;  and 

Whereas,  the  building  which  is  59  ft.  6  in.  front  by  100 
ft.  in  depth,  13  ft.  in  height,  occupied  as  a  warehouse  and 
storage  building  for  the  storage  of  building  materials ;  and 

Whereas,  on  May  8,  1936,  a  certificate  of  occupancy  No. 
78197  was  issued  for  “building  material  warehouse  and 
dairy  products  storage” ;  and 

Whereas,  it  is  proposed  to  use  the  northerly  portion  of 
the  premises  which  is  20  ft.  in  width  and  100  ft.  deep  for 
the  storage  and  distribution  of  dairy  products;  and 

Whereas,  the  applicant  contends  that  the  owner  has 
leased  a  part  of  the  premises  for  the  distribution  of  dairy 
products  in  reliance  upon  the  issuance  of  a  certificate  of 
occupancy  and  invested  $1,200  to  make  the  necessary  altera¬ 
tions,  plans  for  which  were  approved ;  that  the  Board  of 
Health  will  not  issue  a  permit  to  deal  in  dairy  and  milk 
products  unless  a  certificate  of  occupancy  permitting  dis¬ 
tribution  is  obtained.  No  bottling  will  be  done  on  the 
premises ;  that  the  premises  are  not  to  be  used  for  milk 
bottling  and  distributing  but  rather  only  for  distributing; 
the  tenant  is  engaged  in  the  wholesale  distribution  of  milk 
and  milk  products  and  cannot  engage  in  milk  bottling  with¬ 
out  the  consent  of  the  board  of  health  or  milk  control 
board;  subdivision  23,  section  4a,  of  article  2  of  the. build¬ 
ing  zone  resolution  does  not  prohibit  distribution  in  and 
of  itself  but  merely  prohibits  distribution  only  when  coup¬ 
led  with  milk  bottling;  that  the  business  of  distributing 
dairy  products  is  free  from  obnoxious  conduct  or  odors  by 
reason  of  the  supervision  exercised  by  the  board  of  health 
and  the  milk  control  board;  shipments  of  dairy  products 
will  be  received  once  daily  and  sent  out  once  daily  from 
the  premises  with  the  result  that  during  all  other  times, 
the  premises  are  quiet  and  practically  unoccupied.  The 
premises  are  large  enough  to  permit  actual  admittance  of 
vehicles  so  that  street  abutting  same  is  at  all  times  kept 
clear ;  and 

Whereas,  the  Board  is  of  the  opinion  that  unless  both 
bottling  and  distribution  of  milk  are  carried  on,  the  dis¬ 
tribution  only  of  milk  received  in  bottled  condition  and 
distributed  as  received  is  not  a  prohibited  use  under  section 
4  A  subdivision  23  ;  and 

Whereas,  the  Board  is  of  the  opinion,  as  held  by  the 
courts,  that  the  application  of  section  4  B  as  to  noise  cannot 
be  pre-determined  and  recommends  that  Commissioner  of 
Buildings  reconsider  this  objection. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted  as  to  Item  1  and  recommend¬ 
ation  is  made  to  the  Commissioner  of  Buildings  that  his 
objection  as  to  Item  2  be  reconsidered. 


169-36-A. 

APPLICANT — William  H.  Kehlmann,  for  Gepora  Siev 
and  William  H.  Kehlmann,  lessees. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 8401-8411  Ridge  boulevard  and 
202-224  84th  street,  southeast  corner  (Block  No. 
6024,  Lot  No.  6),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  Lonergan. 

For  Opposition:  Andrew  J.  Gonnoud,  William  C. 
Goodson  and  others. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Appeal  denied. 
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THE  VOTE  TO  GRANT— 

Affirmative  . .  •  . . 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(169-36-A) 

Whereas,  William  H.  Kehlmann,  for  William  H.  Kehl- 
mann  and  Gepora  Siev,  lessees,  filed  on  June  2,  1936,  an 
appeal  from  a  decision  of  the  commissioner  of  buildings 
affecting  premises:  8401-11  Ridge  boulevard  and  202-224 
84th  street,  southeast  corner  (Block  No.  6024,  Lot  No. 
6),  Borough  of  Brooklyn  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  on  Application  No.  4832-1936,  and  dated  May  27, 
1936,  reads  as  follows : 

“Application  denied,  contrary  to  Sect.  5,  par.  4  of 
the  code — public  occupancy  in  a  frame  building.’’ 

and 

Whereas,  the  premises  in  question  consist  of  a  2 
story  frame  and  stucco  building  52  ft.  5  in.  front  by  68 
ft.  in  depth,  located  on  a  plot  100  by  200  ft.  in  area  in  a 
residence  use  district  which  it  is  proposed  to  occupy  as 
follows:  Boiler  room,  etc.,  in  cellar;  1st  floor,  kitchen,  din¬ 
ing  room,  living  room,  6  persons ;  2nd  floor,  bed  rooms,  8 
persons;  attic,  helpers  quarters,  3  persons;  entire  building 
to  be  used  as  a  home  for  convalescents ;  and 

Whereas,  the  applicant  contends  that  there  are  two 
stairways  from  the  first  to  2nd  stories  and  5  exits  from  the 
first  story ;  the  attic  is  to  be  used  by  the  help  and  the  first 
and  2nd  floors  as  rooms  for  the  lessees  and  those  boarding 
with  them  as  convalescents ;  no  mental  cases,  maternity 
cases  or  alcoholics  will  be  taken,  in  order  that  no  noise 
or  unseemly  conduct  may  result;  the  applicant  is  willing 
to  install  an  outside  iron  stairway  to  comply  with  any 
legal  requirement  that  may  be  imposed  for  the  protection 
of  its  guests ;  and 

Whereas,  the  building  in  question  is  of  frame  construc¬ 
tion  formerly  a  single  family  dwelling  inside  the  suburban 
limits  and  cannot  be  used  for  the  purposes  proposed  as  a 
convalescent  home ;  and 

Whereas,  the  board  deemed  that  no  variation  of  the 
building  code  was  desirable  and  that  in  view  of  the  type  of 
occupancy  the  requirements  of  the  building  code  for  fire¬ 
proof  construction  should  be  complied  with. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  on  App.  No.  4832-36  be  and  it  hereby  is  affirmed  and 
that  the  appeal  be  and  it  hereby  is  denied. 


205-36-A. 

APPLICANT — Markus  Siegelman,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 99-105  Prospect  Park  south¬ 
west,  northwest  corner  of  16th  street  (Block  No. 
5259,  Lot  No.  22),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Markus  Siegelman  and  Harry 
Rice. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(205-36-A) 

Whereas,  Marcus  Siegelman,  applicant  and  owner,  filed 
on  July  2,  1936,  an  appeal  from  a  decision  of  the  Com¬ 


missioner  of  Buildings  affecting  premises  99-105  Prospect 
Park  Southwest,  northwest  corner  of  16th  street  (Block 
No.  5259  Lot  No.  22)  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
Applic.  No.  3277-36,  dated  June  24,  1936,  reads  as  follows: 

Proposition  to  omit  the  installation  of  Boiler  room 
in  Cellar  disapproved.  Contrary  to  Department  of 
Buildings  Fire  Prevention  Rules,  therefore  applica¬ 
tion  denied.’’ 

Whereas,  the  building  which  was  erected  about  1900 
is  located  in  a  residence  use  district  and  is  located  on  a 
plot  124  feet  11  inches  by  94  feet  8  inches  irregular  and 
is  2  stories  (25  feet)  in  height,  40  by  46  feet  in  area; 
OCCUPIED:  cellar — ordinary  use;  1st  floor — store;  2nd 
floor,  2  families;  and 

Whereas,  on  May  20,  1936,  the  applicant  was  con¬ 
victed  in  Municipal  Term,  Part  II  of  the  City  Magis¬ 
trates  Court,  Brooklyn,  on  a  charge  of  violating  section 
719-B  of  the  Charter  and  sentenced  and  fined  $50  or  three 
days,  sentence  was  suspended  for  60  days,  fine  to  be  paid 
if  the  work  is  not  done;  and 
Whereas,  the  applicant  contends  that  about  July  1,  1934, 
application  was  made  for  the  installation  of  an  oil  burn¬ 
ing  system  and  the  approved  plan  showed  a  boiler  room 
to  be  constructed  according  to  the  Department  of  Build¬ 
ing  requirements;  on  June  24,  1936  an  amendment  was 
filed  requesting  omission  of  the  boiler  room  as  the  same 
is  not  required  by  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals.  This  amendment  was  denied  by 
the  Commissioner  of  Buildings  and  is  the  subject  of  this 
appeal ;  fire  department  operating  permit  No.  B-7007A 
has  been  issued  and  the  installation  is  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  there  is  no  legal  authority  for  the  adoption 
by  the  Board  of  Buildings  of  Fire  Prevention  Rules  to 
govern  the  installation  of  oil  burners  in  contravention  to 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Standards 
and  Appeals  under  authority  of  the  charter  provision  giv¬ 
ing  the  Board  of  Standards  and  Appeals  sole  power  to 
adopt  rules  to  supplement  the  Code  of  Ordinances. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings,  Applic.  No.  3277-36,  be  and  it  hereby  is  modified 
and  that  the  appeal  be  and  it  hereby  is  granted  on  condition 
that  the  oil  burner  installation  shall  comply  in  all  respects 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals. 


208-36-A 

APPLICANT — J.  Andre  Fouilhoux,  for  The  Titusville 
Building  Corporation,  owner. 

SLJBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 40-52  West  40th  street,  south 
side,  275'  east  of  6th  avenue  and  35-39  West  39th 
street  (Block  No.  841,  Lot  Nos.  16,  75,  76,  78,  18 
and  71),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  O.  O.  Oaks  and  M.  K.  Douglass. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . 0 


THE  RESOLUTION— 

(208-36-A) 

Whereas,  J.  Andre  Fouilhoux,  for  the  Titusville  Build¬ 
ing  Corp.,  owner,  filed  on  July  2,  1936,  an  appeal  from  a 
decision  of  the  commissioner  of  buildings  affecting  prem¬ 
ises  40-52  West  40th  street,  south  side,  275  feet  east  of 
6th  avenue  and  35-39  West  39th  street,  (Block  No.  841, 
Lot  Nos.  16,  18,  71,  75,  76  and  78),  Borough  of  Manhat¬ 
tan  ;  and 
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Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings  on  Application  No.  1127-36,  N.B.  Plan  No.  54-1936, 
dated  June  29,  1936,  reads  as  follows: 

“Permission  is  desired  for  the  use  of  cast  iron 
threaded  pipe  with  cast  iron  drainage  fittings  for  all 
soil  and  waste  lines  above  the  basement  floor  and  for 
cast  iron  threaded  pipe  for  all  vent  lines  with  gal¬ 
vanized,  malleable  fittings. 

Permission  is  desired  for  the  use  of  extra  heavy 
copper  pipe  and  copper  fittings  of  the  sweated  joint 
type  for  use  on  all  hot  water,  cold  water  and  circula¬ 
tion  lines  throughout. 

This  special  permission  is  requested  for  the  reason 
that  the  owner  of  this  building  is  the  manufacturer 
of  the  above  mentioned  cast  iron  threaded  pipe,  copper 
pipe  and  copper  fittings. 

Building  is  for  the  exclusive  use  of  the  owner  who 
desires  to  use  their  own  products  in  their  building 
which  they  are  now  to  occupy. 

In  view  of  the  fact  that  general  construction  is  pro¬ 
ceeding  rapidly  we  would  beg  your  earliest  possible 
consideration  of  this  request. 

June  29,  1936. 

This  amendment  is  disapproved  with  the  following 
directions : 

1.  Paragraph  1  of  Amendment  received  date  of  June 
29,  1936,  disapproved,  material  not  of  approved  kind. 
Cast  iron  pipe  must  have  lead  caulked  joints. 

2.  Paragraph  2  of  Amendment  received  date  of  June 
29,  1936,  disapproved,  copper  tubing  and  sweat  fittings 
not  permitted.” 

and 

Whereas,  it  is  proposed  to  erect  a  6  story  fireproof 
building  84.83  feet  high ;  72  feet  by  197.5  feet  in  area  on 
a  plot  72  feet  front  and  197.5  feet  in  depth,  to  be  equipped 
with  a  standpipe  system;  OCCUPIED:  Cellar— boiler 
room,  storage  and  showroom — 30  persons;  first  floor, 
showroom,  30  persons;  2nd  to  6th  stories  inclusive — offices 
— 75  persons  each  floor ;  and 

Whereas,  the  applicant  contends  that  the  owner  of  the 
building  is  a  manufacturer  of  cast  iron  threaded  pipes, 
galvanized  malleable  fittings,  copper  pipe  and  copper  fit¬ 
tings  of  the  sweated  joint  type  and  this  building  is  to  be 
used  for  the  exclusive  use  of  the  manufacturer;  it  is  es¬ 
sentially  desired  that  materials  of  their  own  manufacture 
to  be  used  therein  for  the  purpose  of  demonstration  only. 
Specific  permission  is  requested,  not  a  general  approval. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  as  to  App.  No.  1127-26,  N.B.  Plan  No.  54-1936,  be  and 
it  hereby  is  modified  and  that  the  appeal  be  and  it  hereby 
is  granted,  to  permit  the  use  of  cast  iron  threaded  pipe 
for  soil,  waste  and  vent  piping  and  copper  pipe  with 
sweated  fittings  for  hot  and  cold  water  piping  for  use  and 
for  demonstration  purpose  in  this  specific  proposed  build¬ 
ing,  on  condition  that  other  than  as  to  the  threaded  con¬ 
nections  for  the  cast  iron  pipe  and  use  and  sweated  con¬ 
nections  for  the  copper  pipe,  the  installation  shall  in  all 
other  respects  comply  with  the  Plumbing  Rules  of  the 
Board  of  Standards  and  Appeals ;  that  nothing  contained 
herein  shall  be  construed  as  granting  a  privilege  for  gen¬ 
eral  use  of  this  material,  application  for  which  shall  be 
filed  with  this  Board  if  such  general  approval  is  desired. 


213-36-A 

APPLICANT — Robert  E.  McGannon,  for  Reliable  Ap¬ 
pliance  Corp.,  for  Mary  Rao,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1775  Lexington  avenue  and  151 
East  110th  street,  northeast  corner  (Block  No. 
1638,  Lot  No.  23),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant — Robert  E.  McGannon. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 


THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(213-36-A) 

Whereas,  Robert  E.  McGannon,  for  Reliable  Appliance 
Corp.,  on  behalf  of  Mary  Rao,  owner,  filed  on  July  7,  1936, 
an  appeal  from  a  decision  of  the  commissioner  of  build¬ 
ings  affecting  premises  1775  Lexington  avenue  and  151 
East  110th  street,  northeast  corner  (Block  No.  1638,  Lot 
No.  23),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
when  acting  on  F.  P.  App.  No.  359-1935,  dated  July  6,  1936, 
reads  as  follows  : 

“2.  Tank  may  not  be  within  20  feet  of  subway  struc¬ 
ture,  Oil  Burner  Rule  No.  6.” 

and 

Whereas,  the  building,  which  was  erected  in  1879,  in  a 
business  use  district,  is  4  stories  (45  ft.)  in  height,  20.11 
ft.  by  72  ft.  in  area  above,  of  ordinary  brick  construction ; 
OCCUPIED  as  a  Class  A  Multiple  Dwelling;  Cellar — 
boiler  room  and  storage;  1st  floor — stores;  2nd  to  4th 
floors,  inclusive — dwellings,  2  families  per  story;  and 

Whereas,  the  applicant  contends  that  the  fuel  oil  stor¬ 
age  tank  is  20  ft.  from  the  line  of  the  subway  wall,  but 
is  about  8  ft.  8  in.  from  the  wall  of  the  subway  stair¬ 
way;  that  the  dimensions  of  the  building  and  other  phys¬ 
ical  conditions  prevent  any  other  tank  location. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  in  acting  on  F.  P.  App.  No.  359-1935  be  and 
it  hereby  is  modified,  and  that  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  no  part  of  the  proposed  550 
gallon,  tank  shall  be  nearer  than  35  ft.  easterly  from  the 
main  subway  wall  of  the  Lexington  avenue  subway;  that 
in  all  other  respects  the  Oil  Burner  Rules  of  the  Board 
of  Standards  and  Appeals  shall  be  complied  with  ;  and  that 
approval  of  the  Board  of  Transportation  shall  be  obtained 
conforming  with  this  resolution. 


21 7-36- A 

APPLICANT — Paramount  Fireworks  Co.,  Inc.,  for  Park 
^  Department  of  the  City  of  New  York. 

SLTBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner,  affecting  the  display  of  fireworks. 
PREMISES  AFFECTED— Orchard  Beach,  1500  feet  off 
shore,  City  Island,  Borough  of  the  Bronx. 
APPEARANCES— 

For  Applicant — Carl  E.  Holgren  and  M.  M.  Yar- 
rington. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  Q 

Absent  .  o 


THE  RESOLUTION— 

(217-36-A) 

Whereas,  Paramount  Fire  Works  Co.,  Inc.,  in  behalf 
of  the  Park  Department  of  the  City  of  New  York,  has 
filed  an  appeal  from  a  decision  of  the  fire  commissioner, 
affecting  the  display  of  fire  works  at  Orchard  Beach,  1500 
ft.  off  shore,  City  Island,  Borough  of  the  Bronx;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
July  8,  1936,  reads  as  follows: 

“I  wish  to  acknowledge  receipt  of  your  application 
of  July  8th  relative  to  the  display  of  fireworks  at 
Orchard  Beach,  1500  ft.  off  shore,  at  City  Island. 

In  reply,  I  desire  to  state  it  is  not  the  policy  of  this 
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department  to  issue  permits  for  fireworks  displays 
in  New  York  City  and  therefore  your  request  for  per¬ 
mit  for  such  a  display  is  denied.” 

Whereas,  it  is  proposed  to  conduct  fireworks  display 
every  Wednesday  and  Saturday,  starting  July  25th,  con¬ 
sisting  mainly  of  aerial  pieces,  to  be  fired  from  a  large 
barge  anchored  1500  ft.  off  shore  and  at  a  greater  dis¬ 
tance  from  other  islands  in  the  vicinity ;  that  the  fireworks 
display  will  be  conducted  by  men  holding  certificates  from 
the  fire  department  and  will  be  in  accordance  with  all 
rules  and  regulations  formulated  for  the  conduct  and  dis¬ 
play  of  fireworks  in  the  City  of  New  York. 

Resolved,  that  the  decision  of  the  fire  commissioner 
dated  July  8,  1936,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted,  permitting  ths  dis¬ 
play  of  fireworks  off  Orchard  Beach,  as  indicated  on  plans 
filed  with  this  appeal,  on  condition  that  such  fireworks 
shall  be  fired  from  a  barge  anchored  1500  ft.  off  the  shore 
of  Orchard  Beach  and  at  least  1500  ft.  from  all  other 
land ;  that  the  fireworks  shall  be  discharged  from  mortars 
securely  fastened  to  the  deck  of  the  barge  and  approved 
by  the  fire  commisisoner ;  that  all  fireworks  shall  be  dis¬ 
charged  away  from  the  land  and  in  the  general  direction 
of  Execution  Light;  that  the  operation  and  display,  shall 
be  under  the  supervision  of  a  qualified  pyro-technist  at 
all  times,  holding  a  certificate  of  fitness  issued  by  the 
fire  commissioner;  that  the  storing  and  handling  of  fire¬ 
works  shall  at  all  times  be  in  accordance  with  the  require¬ 
ments  of  the  Bureau  of  Combustibles  of  the  Fire  Depart¬ 
ment  ;  that  there  shall  be  maintained  on  the  deck  of  the 
barge  at  all  times  two  portable  40-gallon  fire  extinguish¬ 
ers  ;  that  this  variance  shall  be  only  for  the  period  com¬ 
mencing  July  25th,  for  displays  on  Wednesdays  and  Satur¬ 
days  thereafter,  until  September  25th,  1936. 


220-36-A 

APPLICANT— William  S.  Webb,  for  Central  Presby¬ 
terian  Church,  owner. 

SUBJECT— Appeal  from  decisions  of  the  commissioner  of 
buildings  and  the  Board  of  Buildings. 
PREMISES  AFFECTED— 161-165  Franklin  avenue,  east 
side,  111  ft.  10  in.  south  of  Myrtle  avenue  (Block 
No.  1913,  Lot  No.  16),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  William  S.  Webb,  T.  A.  Baffa. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(220-36-A) 

Whereas,  William  S.  Webb,  for  Central  Presbyterian 
Church,  owner,  filed  July  9,  1936,  an  appeal  from  decisions 
of  the  commissioner  of  buildings  and  the  Board  of  Build¬ 
ings,  affecting  premises  161-165  Franklin  avenue,  east  side, 
111  ft.  10  in.  south  of  Myrtle  avenue  (Block  No.  1913, 
Lot  No.  16),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  June  23,  1936,  reads : 

“If  you  wish  to  obtain  a  permit  for  change  of  oc¬ 
cupancy  of  the  above  building  from  that  of  a  church 
to  a  warehouse  without  installing  sprinkler,  you  may 
appeal  to  the  Board  of  Buildings. 

Forms  for  such  appeals  may  be  had  in  this  depart¬ 
ment.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 


dated  Tuly  6,  1936,  reads: 

“The  objection  to  the  proposed  change  made  by  this 
department  to  the  above  application  is  the  change  from 
a  frame  public  building  to  a  business  building,  same 
being  contrary  to  Section  5,  sub-section  4  of  the  Build¬ 
ing  Code.” 

and 

Whereas,  the  decision  of  the  Board  of  Buildings  dated 
July  2,  1936,  reads: 

“APPELLANT — William  S.  Webb, 

305  Washington  street,  Brooklyn,  N.  Y. 
SUBJECT — Appeal  from  order  and  decision  of  the 
commissioner  of  buildings. 

Department  of  Buildings,  borough  of  Brooklyn. 
Premises  Affected— 161-3  and  5  Franklin  avenue,  111 
ft  10  in.  south  of  Myrtle  avenue,  Application 
No.  4744. 

Appearances — Mr.  William  S.  Webb. 

Motion  of  the  Board— Appeal  denied. 

The  Vote  to  Deny — Affirmative: 

Chairman  Fassler,  Commissioners  Thatcher, 
Reville,  Langworthy,  Mr.  Rippberger 

representing  Commissioner  Keller .  5 

Negative:  None. 

RESOLUTION— Whereas,  on  June  29,  1936,  William 
S.  Webb,  acting  for  the  owner,  filed  an  appeal 
from  the  order  and  decision  of  the  commissioner 
of  buildings,  Department  of  Buildings,  Borough 
of  Brooklyn  ;  said  order  reads  as  follows : 

“A  sprinkler  system  is  to  be  installed.” 

and 

Whereas,  statement  made  by  the  appellant  in 
this  application  reads  as  follows: 

My  request  for  a  modification  of  this  order  is 
based  on  the  following  reasons :  That  the  premises 
are  in  an  unrestricted  area.  That  the  building  is 
to  be  used  for  storage  purposes  only,  is  removed 
from  a  brick  sprinklered  factory  on  the  south  by 
a  ten-foot  passage  on  the  north  from  a  brick 
building  by  an  eleven-foot  passage,  and  on  the 
east  by  approximately  thirty  feet  of  yard  space 
of  brick  buildings  in  the  rear.  That  the  building 
in  the  future  is  to  be  under  the  same  ownership 
and  occupancy  as  the  sprinklered  factory  on  the 
south.  That  on  information  and  belief  we  under¬ 
stand  that  the  Bureau  of  Fire  Prevention  does  not 
consider  a  sprinkler  system  or  stand  pipe  equip¬ 
ment  necessary  in  a  building  of  this  area  that  is 
used  for  storage  purposes  only.” 

and 

Whereas,  after  general  discussion  of  the  case, 
it  was  the  consensus  of  opinion  of  the  Board  that 
if  the  use  of  this  building  is  to  be  changed  as 
contemplated,  it  will  be  necessary  to  install  a 
sprinkler  system  as  directed  by  the  commissioner 
of  buildings,  Borough  of  Brooklyn. 

Resolved,  that  the  order  and  decision  of  the 
commisisoner  of  buildings,  Department  of  Build¬ 
ings,  Borough  of  Brooklyn,  be  and  hereby  is  af¬ 
firmed  and  the  appeal  be  and  it  hereby  is  denied.” 

and 

Whereas,  the  building,  located  in  an  unrestricted  dis¬ 
trict  and  erected  about  1896,  is  two  stories  in  height,  brick 
on  the  1st  story  and  frame  on  the  2nd  story,  48  ft.  by 
99  ft.  in  area ;  has  been  occupied  as  a  church,  is  now  vacant 
and  proposed  use  is  warehouse;  and 

Whereas,  applicant  contends  that  the  building  is  only 
two  stories  in  height ;  that  the  building  is  detached  from 
surrounding  structures ;  that  the  proposed  use  of  the  build¬ 
ing  will  be  for  the  storage  of  new  paper  board  and  finished 
paper  boxes  and  the  few  employees  will  have  ample  exits 
in  case  of  fire.  _  1 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
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and  it  hereby  is  granted,  permitting  the  building  to  be  used 
as  a  storage  building,  on  condition  that  the  building  shall 
not  be  increased  in  height  or  area;  that  there  shall  be  a 
distance  of  at  least  10  ft.  between  this  building  and  build¬ 
ings  on  the  adjacent  lots;  that  the  exits  shall  be  made  to 
conform  to  the  legal  requirements ;  that  such  portable  fire¬ 
fighting  appliances  shall  be  installed  as  the  commissioner 
shall  direct ;  and  that  this  use  and  occupancy  shall  be  sub¬ 
ject  to  review  by  this  Board  if  the  Board  should  determine 
that  the  conditions  have  become  hazardous. 


459-23- A 

APPLICANT  —  Second  Avenue  Railroad  Corporation, 
owner. 

SUBJECT — Application  for  reopening  —  amendment  —  re 
Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 1864-1878  Second  avenue,  300- 
338  East  97th  street,  1861-1875  First  avenue  and 
301-339  East  96th  street  (Block  No.  1668,  Lot  No. 
1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant — Charles  E.  Chalmers. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(459-23-A) 

Whereas,  Second  Avenue  Railroad  Co.,  owner,  filed, 
April  16,  1936,  an  appeal,  with  the  Board  of  Appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  1860- 
74  Second  avenue,  300-338  East  97th  street  and  1861-75 
First  avenue  and'  301-39  East  96th  street  (Block  No.  1668, 
Lot  No.  1),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2j4  inch  regulation  Fire 
Department  outlets  on  each  story  (including  base¬ 
ments,  cellars  and  roofs),  placed  within  main  stair¬ 
way  enclosure.  *  *  ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
running  from  96th  street  to  97th  street  and  from  First 
avenue  to  Second  avenue,  on  which  is  located  the  car  barns 
of  the  2nd  Avenue  Railroad  Company,  divided  into  three 
sections,  section  known  as  Block  A  being  three  stories  in 
height  with  a  frontage  of  59  ft.  and  a  depth  of  48  ft.  3 
in. ;  a  2nd  avenue  office  section  3  stories  high  taking  in 
the  remainder  of  the  frontage  on  2nd  avenue,  21  ft.  6  in. 
deep;  the  2nd  avenue  main  section  of  the  building  is 
two  stories  high  of  fireproof  construction,  462  ft.  7  in. 
by  201  ft.  10  in.  in  area;  the  1st  avenue  section  is  non- 
fireproof  construction,  166  ft.  6  in.  by  201  ft.  10  in.  in 
area,  the  building  being  protected  with  the  National  Dis¬ 
trict  Telegraph  Fire  Alarm  System,  a  night  watchman  and 
equipped  with  a  sprinkler  system  with  7500  gallon  pres¬ 
sure  tanks  on  the  roof  of  the  building,  two  tower  tanks 
of  25,000  gallons  each,  eight  Siamese  connections  on  the 
street  front ;  and 


Whereas,  appellant  contends  that  the  building  is  pro¬ 
tected  with  auxiliary  fire  appliances,  sand  pails,  water  pails 
and  portable  extinguishers  and  that  all  openings  in  the 
walls  are  protected  with  approved  fire  doors;  and 

Whereas,  this  appeal  was  granted  by  the  Board  July 
10,  1923  on  certain  conditions;  and 
Whereas,  appellant  requested  a  reopening  of  the  case 
and  an  amendment  of  the  resolution ;  and 

Whereas,  the  resolution  of  July  10,  1923,  reads: 

“Resolved,  that  the  order  of  the  fire  commissioner 
be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  a  central  office 
fire  alarm  connection  shall  be  provided,  in  conjunction 
with  the  existing  sprinkler  system,  and  granted  so  long 
as  conditions  as  to  use  and  occupancy  and  existing  fire 
protection  shall  remain  substantially  unchanged.” 

and 

Whereas,  in  view  of  the  statement  by  applicant,  Charles 
E.  Chalmers,  in  letter  of  July  2nd,  1936  and  at  this  hear¬ 
ing  that  the  occupancy  of  this  building  as  a  car  barn  for 
electric  trolleys  was  discontinued  in  1933  and  that  since 
that  time  the  high  powered  electric  lines  have  been  re¬ 
moved  from  the  building  and  that  the  building  is  now 
used  on  the  ground  floor  for  storage  of  contractors’  fire¬ 
proof  material  and  dead  storage  of  automobiles  and  garage 
permitted  as  in  Cal.  No.  493-22-BZ  as  amended  and  on 
the  second  floor  as  offices  and  dead  storage  of  automo¬ 
biles. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  10,  1923,  by  adding 
thereto  the  following : 

“That  the  modification  herein  granted  may  be  con¬ 
sidered  as  applying  to  the  present  occupancy  so  long 
as  the  occupancy  is  not  deemed  extra-hazardous  by  the 
Commissioner.” 


VARIATIONS  OF  LABOR  LAW 

1 90-36- S 

APPLICANT — Kings  Hamburger,  Inc.,  lessee. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  de¬ 
cisions  of  the  health  commissioner. 

PREMISES  AFFECTED — 683  Third  avenue,  east  side, 
20.5  ft.  north  of  East  43rd  street  (Block  No.  1317, 
Lot  No.  2),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Irving  Rodin. 

For  Administration:  Inspector  Jerome  Trichter, 
Department  of  Health. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1936 
at  2  P.  M.  for  inspection  by  a  committee  of  the 
Board. 

193-36-S 

APPLICANT — Frank  Ragone,  for  D.  Fox,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  de¬ 
cisions  of  the  health  commissioner. 

PREMISES  AFFECTED — 2101  Second  avenue,  west  side, 
75  ft.  north  of  East  108th  street  (Block  No.  1658, 
Lot  No.  24),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  John  M.  Lanzetti. 

For  Administration:  Inspector  Jerome  Trichter 
Department  of  Health. 

ACTION  OF  BOARD— Laid  over  to  September  15th, 
1936,  2  p.m.,  on  request  of  applicant’s  representa¬ 
tive. 


165-36-S 

APPLICANT — J.  Reisberg,  for  Johite  Realty  Corp., 
owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of 
buildings. 
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PREMISES  AFFECTED— 6018-6022  18th  avenue,  west 
side,  20  ft.  north  of  61st  street  (Block  No.  5518, 
Lot  No.  45),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Jacob  Reisberg. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(165-36-S) 

Whereas,  J.  Reisberg,  applicant,  for  Johite  Realty  Corp., 
owner,  filed  on  June  3,  1936,  an  application  for  a  varia¬ 
tion  of  the  labor  law  as  cited  in  decision  and  order  of 
the  commissioner  of  buildings,  affecting  premises  6018-6022 
18th  avenue,  west  side,  20  ft.  north  of  61st  street  (Block 
No.  5518,  Lot  No.  45),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  March  26,  1936,  in  acting  on  Plan  No.  3433,- 
1936,  reads  as  follows : 

“1.  Comply  with  Sec.  270  of  the  Labor  Law  (two 
fireproof  stairways). 

2.  Floors  to  carry  120  lbs.  live  load.” 

and 

Whereas,  the  order  of  the  Commissioner  of  Buildings, 
(undated)  reads  as  follows: 

“An  inspection  of  premises  6018-22  18th  avenue,  Bor¬ 
ough  of  Brooklyn,  shows  that  the  following  must  be 
done  to  comply  with  Section  _  of  the  Labor  Law. 

1.  Discontinue  the  use  of  the  above  premises  for 
factory  purposes  as  same  is  in  violation  of 
Section  270  and  272  of  the  Labor  Law. 

Among  the  defects  noted  are  the  following: 

1.  Interior  stairway  does  not  extend  to  roof. 

2.  Premises  not  provided  with  two  required 
exits. 

3.  Interior  stairway  not  enclosed  in  partitions 
of  fireproof  material. 

4.  Exit  signs  and  lights  not  provided  at  all 
exits. 

NOTE: — You  are  required  to  have  your  Contractor 
submit  Certificate  of  Workmen’s  Compensation  Insur¬ 
ance  for  approval  by  this  Department  before  work  is 
started.  Sec.  27  of  the  Labor  Law. 

and 

Whereas,  the  owner  of  the  premises  in  question  was 
convicted  of  violating  Section  270  of  the  Labor  Law  and 
sentence  was  suspended  in  the  Municipal  Term  of  the 
City  Magistrates’  Court,  Brooklyn,  on  May  27,  1936;  and 

Whereas,  the  building  was  erected  in  1925  in  a  busi¬ 
ness  use  district,  is  two  stories  (25  ft.)  in  height,  47  ft. 

in.  by  93  ft.  10  in.  in  area  on  the  1st  floor  and  47  ft. 
%  in.  by  58  ft.  4  in.  in  area  on  the  2nd  floor,  of  non- 
fireproof  construction,  EQUIPPED  with  one  interior 
stairs  at  the  front  of  building  extending  from  street  to 
2nd  story;  this  stairway  is  44  in.  in  the  clear,  iron  con¬ 
struction  with  marble  treads,  enclosed  in  wood  studs, 
metal  lath  and  Y\  in.  cement  plaster,  EQUIPPED  with 
wood  doors ;  Certificate  of  Occupancy  wras  issued  on  Sep¬ 
tember  23,  1927,  for  cellar — ordinary  use,  1st  floor — mar¬ 
ket  ;  2nd  floor — Chinese  restaurant ;  and 

Whereas,  it  is  proposed  to  occupy  the  2nd  floor  for 
manufacturing  use;  the  owner  intends  to  provide  new 
stairway  to  roof  with  a  bulkhead,  to  be  enclosed  in  wood 
partitions  covered  with  Y  in.  cement  plaster  on  metal  lath 
with  tile  flooring,  EQUIPPED  with  3  ft.  8  in.  fireproof, 
self-closing  door  opening  outwardly  at  the  2nd  story  level. 
Tt  is  proposed  to  construct  a  4  ft.  fire-escape  at  the  front 
of  building,  southerly  end,  entrance  to  same  to  be  by 


means  of  3  ft.  8  in.  fireproof,  self-closing  door,  opening 
on  to  balcony ;  fire-escapes  to  extend  to  street  by  means 
of  counterbalanced  ladder.  It  is  proposed  to  use  existing 
3  ft.  wide  fireproof  self-closing  door  at  the  southerly  end 
of  the  rear  wall,  2nd  story  level  as  a  means  of  exit  to 
the  existing  one-story  extension  to  roof  of  premises  in 
question,  which  is  constructed  of  tar  and  gravel  and  wood 
beams  and  covered  underneath  with  standard  metal  26-inch 
gauge  and  exit  across  this  roof  to  the  roof  of  one-story 
extension  of  the  premises  to  the  south,  which  is  of  similar 
construction,  and  thence  by  means  of  a  sliding  drop  ladder 
in  guides  on  the  fire-escape  of  the  premises  to  the  south 
No.  773  61st  street. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  Labor 
Law  and  that  the  appeal  be  and  it  hereby  is  granted,  as 
to  Plan  No.  3433-1936,  permitting  the  building  under 
appeal  to  be  used  for  factory  purposes,  on  condition  that 
the  building  shall  not  be  increased  in  height  or  area;  that 
the  primary  means  of  exit  shall  be  extended  to  the  roof 
and  shall  be  enclosed  in  partitions  consisting  of  wood  stud 
with  wire  lath  and  J^-inch  cement  plaster,  both  sides;  that 
a  Labor  Law  fire  escape  shall  be  erected  with  counter¬ 
balanced  ladder  on  the  front  of  the  building,  as  indicated 
on  plans  filed  with  this  appeal ;  that  there  shall  be  in¬ 
stalled  in  the  rear  wall  of  the  second  story,  where  indi¬ 
cated,  a  door  not  less  than  3  feet  in  width  opening  out¬ 
wardly  upon  the  rear  roof  extension  and  that  a  similar 
door  shall  be  installed  toward  the  northerly  end,  opening 
upon  this  roof,  so  as  to  permit  access  across  same  to  the 
extension  roof  and  the  fire  escape  with  sliding  ladder  on 
the  building  adjoining  to  the  south;  that  the  ceilings  of 
the  first  story  and  of  the  cellar  shall  be  covered  with 
I^-inch  plaster  board  or  26-gauge  metal  or  material  deemed 
equivalent  in  the  opinion  of  the  commissioner;  that  other 
than  as  varied  herein,  the  Labor  Law  and  all  other  rules 
and  regulations  affecting  this  building  shall  be  complied 
with ;  that  the  occupancy  at  work  for  factory  purposes 
on  the  second  story  shall  not  exceed  that  permitted  for 
the  primary  means  of  exit ;  and  that  the  type  of  factory 
work  on  the  second  floor  shall  be  limited  to  needle  work 
or  garment  trades. 

APPLIANCES  SUBMITTED  FOR  APPROVAL 
248-35-SA. 

APPLICANT — C.  W.  Mitchell,  for  Acme  Fire  Alarm  Co., 
Inc.,  owner. 

SUBJECT — Acme  type  205  polarized  vibrating  bells,  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(248-35-SA) 

Whereas,  C.  W.  Mitchell,  for  Acme  Fire  Alarm  Co., 
fnc.,  owner,  filed  September  18,  1935,  an  application  of  the 
Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Acme  Type  205  polarized  vibrating 
bells ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representative  of  the  Department 
of  Buildings,  electrical  division,  was  substantially  as 
follows : 
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The  Acme  Fire  Alarm  Company,  Inc.  of  65  Madison 
avenue,  N.  Y.  C.  manufacturers  of  the  subject  mat¬ 
ter  has  submitted  for  examination  and  approval  of  the 
Board  of  Standards  and  Appeals  the  above  devices. 

Present  at  the  test  were  Mr.  Lent,  electrical  In¬ 
spector,  Department  of  Buildings  and  Mr.  C.  W. 
Mitchell.  The  following  is  the  result  of  the  test  and 
investigation. 

One  type  of  the  device  is  known  as  a  trouble  bell, 
the  other  are  vibrating  bells.  The  purpose  of  the  bells 
is  to  furnish  an  audible  alarm  when  connected  to  ap¬ 
proved  sprinkler  and  standpipe  fire  alarm  systems. 

The  bells  are  known  as  the  Acme  Polarized  Vibrat¬ 
ing  Bells  and  have  been  assigned  the  following  des¬ 
ignations  for  the  purpose  of  identification. 

The  trouble  bell  is  type  P.T. 

The  6  in.  trouble  bell  is  type  P.6 
The  8  in.  bell  is  type  P.8 
The  10  in.  bell  is  type  P.10 

The  bells  are  of  the  polarized  vibrating  type  having 
permanent  magnets  U  shaped  to  furnish  the  neces¬ 
sary  magnetic  field.  No  contacts  are  used  and  none 
are  necessary  in  this  type  of  bell.  They  have  been 
designed  in  the  cow  bell  type  for  trouble  signals  and 
the  round  gong  shape  type  for  high,  low  and  water- 
flow  alarm  signals. 

The  mechanism  consists  of  a  cast  iron  frame  which 
supports  the  magnet  assembly,  plunger  and  gong  shell. 
There  is  a  metal  cover  with  a  gasket  covering  and 
protecting  the  mechanism.  This  type  of  bell  operates 
upon  the  disturbance  in  the  magnetic  field  caused  by 
the  frequency  changes  of  the  alternating  current. 

The  bells  examined  have  been  designed  to  operate 
upon  the  standard  60  cycle  current  available  in  the 
City  of  New  York,  although  they  can  be  made  for  25 
and  133  cycle  frequency  when  necessary  to  meet  spe¬ 
cial  isolated  plant  conditions.  The  permanent  magnets 
are  of  the  Hyflux  Chrome  type,  manufactured  by  the 
Indiana  Steel  Company. 

The  electro-magnet  coils  are  manufactured  by  the 
Anaconda  Copper  Co.  and  are  known  as  the  Plasti 
Seal  type  impregnated  with  bakelite.  The  magnet 
spools  are  of  bakelite.  The  armature  is  of  soft  iron 
supported  by  a  suitable  flat  steel  clock  spring.  The 
striking  plunger  is  of  bronze  chrome  plated. 

Binding  posts  are  of  the  standard  two  point  support 
type  mounted  upon  a  yi  inch  bakelite  strip  on  the  back 
of  gong  frame  casting. 

The  posts  will  be  protected  by  a  suitable  back  box 
arranged  for  conduit  installation.  The  trouble  bell 
shell  is  of  cast  bronze  2x3  inches.  The  vibrating 
gong  shells  are  of  hot  pressed  steel,  Parkerized  to 
prevent  corrosion. 

All  shells  are  pinned  and  held  in  place  by  machine 
thread  cap  screws. 

The  resistances  of  the  trouble  bell  and  6  inch  bell 
magnet  coils  are  1000  ohms  per  pair.  The  8  and  10 
inch  magnet  coils  are  650  ohms  resistance  per  pair. 
Operating  current  of  the  trouble  bell  and  6  inch  gong 
if  44  milliamperes  on  110  volts  A.  C.  The  8  and  10 
inch  bells  consume  80  milliamperes  on  the  same 
voltage. 

The  audibility  of  the  bells  is  equal  to  apparatus  of 
this  type  in  like  sizes  previously  approved.  Insulation 
test  with  the  megger  at  1500  volts  were  satisfactory. 
Bells  are  of  conventional  design  and  workmanship 
and  materials  equal  to  similar  apparatus  previously 
approved. 

The  bells  can,  therefore,  be  recommended  for  ap¬ 
proval  as  follows : 

Acme  Fire  Alarm  Company,  Inc.  Polarized  Vi¬ 
brating  Bells  for  use  on  110  volt  alternating  current 

circuits,  as  trouble  bells  and  in  the  6,  8,  10  inch  size 

as  high,  low  and  waterflow  alarm  bells  in  connec¬ 


tion  with  approved  standpipe  and  sprinkler  alarm 
systems. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Acme  type  205 
Polarized  Vibrating  Bells  for  use  in  110  volt  alternating 
current  circuits,  as  trouble  bells,  and  in  the  6,  8,  10  inch  size 
as  high,  low  and  waterflow  alarm  bells  in  connection  with 
approved  standpipe  and  sprinkler  alarm  systems,  on  con¬ 
dition  there  shall  be  permanently  attached  to  each  device 
installed  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  248-35-SA. 


249-35-SA. 

APPLICANT — C.  W.  Mitchell,  for  Acme  Fire  Alarm  Co., 
Inc.,  owner. 

SUBJECT— Acme  High  and  Low  Water  alarm  tank 
switch,  approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Absent  .  0 

Negative  . .  0 


THE  RESOLUTION— 

(249-35-SA.) 

Whereas,  C.  W.  Mitchell  for  Acme  Fire  Alarm  Co.,  Inc. 
owner,  filed  September  18,  1935,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the  de¬ 
vice  known  as  the  Acme  High  and  Low  Water  Alarm 
Tank  Switch;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representative  of  the  electrical 
division,  Department  of  Buildings  was  substantially  as 
follows  : 

The  Acme  Fire  Alarm  Company,  Inc.  of  65  Madison 
avenue,  N.  Y.  C.  manufacturers  of  the  subject  matter 
has  submitted  for  examination  and  approval  to  the 
Board  of  Standards  and  Appeals  the  above  devices. 
Present  at  the  test  were  Electrical  Inspector  Lent  of 
the  Building  Department  and  Mr.  C.  W.  Mitchell.  The 
following  is  the  result  of  the  test  and  investigation. 

The  object  of  the  device  is  to  automatically  sound 
the  high  and  low  alarm  of  sprinkler  and  standpipe 
systems  whenever  the  water  in  a  gravity  tank  falls 
below  or  rises  above  a  pre-determined  level.  The  de¬ 
vice  is  known  as  th  Acme  closed  circuit  high  and  low 
float  switch  Type  F.  S.  W.  mechanism. 

There  are  a  pair  of  mercury  contacts  enclosed  in 
standard  type  glass  tubes,  mounted  upon  a  movable 
bakelite  member  which  is  attached  to  the  ball  float 
mechanism.  The  contractor  device  is  enclosed  by  a 
heavy  cast  iron  case  painted  fire  red  having  a  remov¬ 
able  cover  equipped  with  a  gasket.  The  case  has 
been  arranged  for  conduit  installation. 

The  contacts  are  operated  by  a  heavy  copper  ball 
float  10  inches  in  diameter  supported  by  a  ^  inch 
bronze  tiller  rope.  Cast  iron  counterweights  are  used 
to  balance  the  ball  float.  The  movable  shafts  are  of 
brass  turning  in  a  bearing  of  cast  iron.  Standard  two 
point  support  terminals  spaced  1$4  inches  on  centers, 
mounted  on  a  bakelite  strip  have  been  provided. 
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TEST  DATE :  The  switch  will  operate  on  any  volt¬ 
age  up  to  240  volts  A.  C.  or  D.  C.  The  mercury 
contacts  carry  a  current  of  3  amperes  without  heat¬ 
ing  which  is  several  times  the  normal  operating  cur¬ 
rent  of  usually  from  100  to  300  milliamperes. 

The  insulation  being  of  bakelite,  satisfactorily  with¬ 
stood  the  high  voltage  break  down  test  made  with  a 
1500  volt  megger.  Upon  operation  of  the  mechanism  it 
was  found  to  work  smoothly  and  satisfactorily  for  the 
purpose  intended. 

The  workmanship  and  quality  of  materials  used  are 
equal  to  types  of  similar  apparatus  that  have  previ¬ 
ously  been  approved.  The  device  can,  therefore,  be 
recommended  for  approval  as  follows : 

Acme  Fire  Alarm  Co.,  Inc.,  closed  circuit  high 
and  low  alarm  Switch  Type  F.  S.  W.  for  use  on 
approved  sprinkler  and  standpipe  alarm  systems  op¬ 
erating  at  a  potential  of  not  exceeding  240  volts 
A.  C.  or  D.  C. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Acme  High  and 
Low  Water  Alarm  Tank  Switch  for  use  on  approved 
sprinkler  and  standpipe  alarm  systems  operating  at  a  po¬ 
tential  not  exceeding  240  volts  A.  C.  or  D.  G,  on  condi¬ 
tion  that  there  shall  be  permanently  attached  to  each  de¬ 
vice  installed  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  249-35-SA. 


199-36-SA. 

APPLICANT — Sundstrand  Machine  Tool  Co.,  owner. 

SUBJECT — Sunstrand  Fuel  Unit  (Pump),  Model  7-0B, 
approval  of. 

APPEARANCES— 

For  Applicant :  J.  P.  Farley. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . .  0 


THE  RESOLUTION— 

(199-36-SA) 

Whereas,  the  Sunstrand  Machine  Tool  Co.,  owner,  filed 
June  29,  1936,  an  application  with  the  Board  of  Standards 
and  Appeals,  for  approval  of  its  device  known  as  the 
Sundstrand  Fuel  Unit  (Pump),  Model  7-OB ;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  of  the  Fire  Department  was  substantially 
as  follows  : 


The  undersigned  visited  premises  490  Greenwich 
street,  Manhattan  for  the  purpose  of  examining  and 
testing  the  above  mentioned  fuel  unit.  Present  at  this 
test  was  Mr.  James  P.  Farley  representing  the  Sund¬ 
strand  Machine  Tool  Co.  and  Mr.  John  Dixon,  Acting 
Chief  Inspector  and  Mr.  Charles  E.  Johnson,  Assist¬ 
ant  Inspector  of  Combustibles.  The  fuel  unit  was 
attached  to  a  gun  type  burner  and  on  the  suction  line 
there  had  been  installed  a  10'  antisyphon  valve  man¬ 
ufactured  by  the  Preferred  Utilities  Company.  This 
fuel  unit  consists  of  a  gear  pump,  strainer  on  the 
suction  side  of  the  pump  and  a  pressure  regulating 
and  cut-off  valve  on  the  pressure  side  of  the  pumping 
unit.  The  strainer  and  regulating  valves  are  incorpo¬ 
rated  in  the  unit  as  integral  parts. 

In  operation,  oil  is  drawn  from  the  storage  tank  by 
the  sucking  action  of  the  pumping  gear  into  the 
strainer  from  where  it  passes  through  drilled  pas¬ 
sageways  to  the  gears.  The  action  of  these  gears 
forces  the  oil  under  pressure  into  the  pressure  regu¬ 
lating  and  cut-off  valve  chamber.  As  pressure  in  this 
chamber  is  increased,  the  piston  in  the  cylinder  is 
pushed  back  to  a  point  where  a  collar  on  the  cut-off 
valve  engages  a  shoulder  of  the  piston.  Further  in¬ 
crease  in  pressure  moves  the  cut-off  valve  stem  off  its 
seat  and  allows  oil  to  flow  to  the  nozzle.  As  the  piston 
moves  back  to  open  the  cut-off  valve,  it  also  opens  the 
by-pass  port  which  allows  the  excess  oil  to  be  re¬ 
turned  to  the  storage  tank  or  suction  side  of  the  fuel 
unit. 

A  mechanical  seal  is  provided  around  the  drive  shaft 
of  the  unit  to  prevent  oil  leakage. 

The  pump  was  put  in  operation  with  a  vacuum  gauge 
on  the  suction  side  and  under  normal  operating  con¬ 
ditions  with  the  anti-syphon  valve  in  the  line  it  showed 
25"  of  vacuum.  During  the  period  of  test  and  opera¬ 
tion  the  pump  showed  no  leaks  and  abruptly  stopped 
the  flow  of  oil  to  the  burner  nozzle  when  shut  down. 

As  the  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Sundstrand  Fuel  Unit  (Pump),  Model 
7-OB,  be  approved  for  use  in  New  York  City  when 
installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Sundstrand  Fuel 
Unit  (Pump)  Model  7-OB,  when  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals  and  on  condition  that  there  shall  be  a  permanent 
label  attached  to  the  device  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  199-36-SA. 


Adjourned,  7  :20  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 

THURSDAY  MORNING,  JULY  16,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

196-36- A. 

APPLICANTS — Harry  M.  Prince,  Acting  Commr.  Tene¬ 
ment  House  Department,  City  of  New  York, 
The  131  25th  Street  Jackson  Heights,  Inc.,  and 
other  adjoining  owners. 

SUBJECT— Appeal  from  decisions  of  the  commissioner  of 
buildings  and  Board  of  Buildings — re  Revocation 
of  permit. 

PREMISES  AFFECTED — West  side  82nd  street,  179  ft. 
4  in.  north  of  27th  avenue  (Block  No.  1281,  Lot 
No.  25).  Tackson  Heights,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Harry  M.  Prince,  Leopold  Hal- 
perin,  Charles  R.  Dean  and  Patrick  D.  Con- 
cagh,  Acting  Chief  Inspector,  Tenement  House 
Department. 

For  Opposition  :  Commissioner  of  Buildings  Frank 
C.  Kellar  of  Queens,  Paul  Friedman,  Leo 
McDermott,  Samuel  Becker,  George  A.  Brown 
and  Irving  Rosenfeld. 


ACTION  OF  BOARD — Hearing  continued  to  July  22, 
1936  at  10  A.  M. 


203-36-A. 

APPLICANT — Henry  G.  Harrington  for  Bay  Ridge  Sav¬ 
ings  Bank,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1223  Bedford  avenue  and  7 
Halsey  street,  northeast  corner  (Block  No.  1837, 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Robert  L.  Callahan,  Henry  G. 
Harrington,  F.  J.  Wasselli,  William  B.  Kil¬ 
patrick,  Joseph  Goldsmith  and  Harrison 
Schock. 

For  Opposition :  Benjamin  Saltzman  and  Paul 
Friedman,  Department  of  Buildings. 

For  Administration  :  August  F.  Gusettij  Tenement 
House  Department. 

ACTION  OF  BOARD — Hearing  continued  to  July  22 
1936  at  10  A.  M. 


Adjourned  3:20  P.  M.  to  July  22,  1936,  at  10  A.  M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 

/ 

FRIDAY  MORNING,  JULY  17,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASE 

72-36-BZ. 

APPLICANT — Rosdniw  Company,  Inc.  (lessee)  for  Et- 
tate  of  Thomas  Snell,  owner;  The  Manufacturers 
Trust  Co.,  trustee. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7b  and  7c  of  the 
building  zone  resolution,  to  permit  the  extension 
from  a  retail  use  district  into  a  residence  use 
district,  of  a  business  use  (stores)  on  part  of  the 
first  story  of  a  residence  building. 

PREMISES  AFFECTED— 322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner  (Block  No. 
894,  Lot  No.  71)  Borough  of  Manhattan. 

appearances— 

For  Applicant:  William  Tucker,  W.  D.  Rawllins 
and  Arid  Riggs. 

For  Opposition:  John  P.  Fox. 

For  Administration :  Chief  Engineer  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  16,  1936,  at 
10  A.  M.,  on  request  of  applicant. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
1149-27-SA. 

APPLICANT — Enterprise  Engineering  Co.,  Inc.,  of  N.  Y., 
owner. 


SUBJECT — Enterprise  Rotary  Oil  Burner — amendment  of 
resolution  relative  to  use  of  grade  of  oil. 
APPEARANCES— 

For  Applicant :  H.  M.  Ficken. 

ACTION  OF  BOARD — Laid  over  to  July  22,  1936,  at  11 
A.  M.,  for  further  consideration. 


139-36-SA. 

APPLICANT — The  Airtemp  New  York  Sales  Corp., 
agent  for  Airtemp,  Inc.,  owner. 

SUBJECT — Airtemp  Oil  Burner,  Model  B-6,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  board. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION— 

(139-36-SA) 

Whereas,  The  Airtemp  New  York  Sales  Corp.,  agent 
for  Airtemp,  Inc.,  owner,  filed  May  15,  1936,  an  application 
with  the  Board  of  Standards  and  Appeals,  for  approval 
of  the  device  known  as  the  Airtemp  Oil  Burner,  Model 
B-6;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  Board 
supplemented  by  that  of  the  representatives  of  the  Bu¬ 
reau  of  Combustibles  was  substantially  as  follows : 
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A  century  )4  H.P.  motor,  Sirocco  type  fan. 

A  Webster  fuel  unit  consisting  of  pump,  strainer  and 
regulating  valve. 

Nozzle — any  standard  make  of  nozzle. 

Ignition — Electric,  Webster  transformer. 

Controls — Minneapolis  Honeywell  Protector  Relay 
R117  and  Pressuretrol  L404. 

With  cold  combustion  and  the  oil  supply  shut  off, 
the  burner  was  put  into  operation  and  on  two  succes¬ 
sive  tests  the  controls  functioned  and  shut  the  burn¬ 
ers  down  in  106  and  108  sec.  respectively.  The  burner 
was  then  put  in  normal  operation  for  a  period  of 
approximately  45  minutes  and  the  controls  functioned 
as  designed. 

Examination  of  the  flame  showed  that  the  same  was 
free  of  smoke  and  the  combustion  chamber  showed 
no  undue  carbon  deposits.  This  burner  which  was 
tested  was  the  Model  B-6  and  is  designed  for  the  use 
of  No.  1,  No.  2  and  No.  3  commercial  grades  of  fuel 
oil.  This  burner  has  the  approval  of  the  National 
Board  of  Fire  Underwriters. 

As  a  result  of  this  inspection  and  test,  it  is  recom- 


*CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  July  7,  1936,  as  they  appeared 
in  Bulletin  No.  28,  Vol.  21,  are  hereby  corrected  to  read 
as  follows : 

THE  RESOLUTION— 

(200-36-A) 

Whereas,  Daniel  Marshall  on  behalf  of  Tidewater  Oil 
Company,  owner  of  truck  herein  involved,  filed  by  author¬ 
ity  of  the  park  commissioner  an  appeal  on  June  29,  1936, 
from  an  order  of  the  fire  commissioner  affecting  the  use 
of  a  gravity  tank  truck  for  the  transportation  and  deliv¬ 
ery  of  gasoline  for  contractors’  machinery  located  on  the 
World’s  Fair  site,  specifically,  northwest  corner  of  Corona 
avenue  and  58th  street,  Flushing  Meadows,  (Block  No. 
209,  Lot  No.  51),  Corona,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
26,  1936,  Order  No.  1951-LC,  reads  as  follows: 

“An  inspection  of  truck  No.  132400  on  a  Ford  chassis 
Model  AA,  year  1934,  with  engine  957336,  on  which  is 
mounted  a  two  compartment  Heil  gravity  type  tank, 
used  by  you  for  the  transportation  or  delivery  of  gaso¬ 
line  on  the  World’s  Fair  Grounds,  Borough  of  Queens, 
City  of  New  York,  shows  that  it  does  not  comply  to 
the  specifications  for  tank  trucks  of  the  fire  commis¬ 
sioner  approved  May  20th,  1933  and  amended  July 
18th,  1935,  in  the  following  particulars: 

1.  File  complete  specifications  of  the  truck  with 
detail  construction  drawings  showing  the  plan  and 
elevation  of  the  tank  and  the  carrying  capacity  of  the 
chassis.  Section  1.10.  (The  tank  and  chassis  does  not 
conform  to  Sections  5  as  to  thickness  of  metal  and 
construction  and  to  Section  23  as  to  chassis  weight.) 

3.  Discontinue  present  method  of  discharge  and  sub¬ 
stitute  or  provide  methods  as  required  of  Section  3  of 
the  specifications  for  gasoline  tank  trucks. 

6.  Install  a  fusible  device  which  will  fuse  at  165° 
F.  on  the  door  of  control  box.  Section  5.4. 

9.  Provide  a  combination  breather  and  relief  valve 
for  each  compartment.  The  relief  valve  through  area 
to  be  of  not  less  than  1)4  inches  in  diameter,  held  nor¬ 
mally  closed  by  a  spring  tension  of  not  less  than  5 
pounds  per  square  inch.  The  breather  valve  shall  have 
a  through  area  of  at  least  )4  inch  diameter  and  be 
held  normally  closed  by  spring  tension.  The  inlet  and 


*Correction — word  “the”  changed  to  “a”  in  line  70, 
words  “truck”  and  “chassis”,  omitted  in  line  71  and  “tons” 
changed  to  “ton”  in  line  71,  word  “nozzle”  added  in  line  74 
and  “20”  changed  to  “25”  in  line  75  of  resolution. 


mended  that  the  Airtemp  Oil  Burner,  Model  B-6  be 
approved  for  domestic  and  commercial  installations 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Airtemp  Oil  Burner, 
Model  B-6,  for  domestic  and  commercial  installations, 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals,  for  use  with 
fuel  not  heavier  than  No.  3  U.  S.  Department  of  Com¬ 
merce  Standards,  and  that  there  shall  be  permanently  at¬ 
tached  to  each  burner  installed  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  139-36-SA. 


Adjourned  10:30  A.  M.,  to  July  22,  1936  at  11  A.  M. 

Edward  V.  Barton,  Chief  Clerk. 


outlet  of  each  combination  shall  be  protected  by  40  x 
40  wire  mesh  screens.  Section  6.1.” 

14.  Mount  tank  on  the  chassis  to  prevent  twisting 
strain  by  the  twisting  of  the  chassis  frame.  Section 

10.1.  . 

15.  Mount  tank  on  the  chassis  so  as  to  eliminate 
shifting  or  twisting  of  the  tank  in  its  mounting.  Sec¬ 
tion  10. 1. 

16.  Provide  incombustible  sills  or  cradles  to  sup¬ 
port  the  tank.  Section  10.1. 

17.  Provide  rectangular  stiffeners  or  cradles,  which 
shall  extend  the  full  length  of  the  tank,  effectively 
braced  and  welded  to  the  tank  body.  Secton  10.2. 

18.  Provide  steel  bumpers  on  front  and  rear  end  of 
the  strength  equal  to  6-inch  steel  channels,  weighing 
10)4  pounds  per  foot.  Section  11.1.” 

23.  Equip  vehicle  to  conform  to  Sections  14.1-14.2- 
15.1-15.2-18.1  18.3  and  Section  19  of  these  specifica¬ 
tions. 

24.  File  detail  chassis  specifications,  drawings  and 
an  affidavit  from  the  manufacturer,  satisfactory  to  the 
fire  commissioner,  that  the  chassis  is  adequate  and 
suitable  to  transport  the  tank  and  its  contents  in  Nevt 
York  City.  Section  24.1.” 

and 

Whereas,  the  Tidewater  Oil  Company,  owner  of  the 
truck  herein  has  contracted  to  supply  gasoline  to  the  grad¬ 
ing  contractor  at  the  World’s  Fair  site ;  and 

Whereas,  the  equipment  to  be  supplied  consists  of  large 
gasoline  shovels,  truck  tractors,  road  graders  and  trucks 
and 

Whereas,  it  is  proposed  to  use  a  400  gallon  gasoline 
tank  mounted  on  a  standard  1)4  ton  chassis,  the  tank  to  be 
constructed  of  No.  10  gauge  metal  divided  into  two  com 
partments  of  200  gallons  each  ;  It  is  proposed  to  discharge 
from  the  truck  by  means  of  hand  nozzle  installed  at  the 
end  of  a  25  foot  hose  line ;  and 

Whereas,  it  is  proposed  to  fill  the  truck  from  a  bat 
tery  of  eight  550  gallon  tanks  and  4  pumps  installed  oi 
the  premises  at  111-35  Corona  avenue,  which  is  located  ii 
an  unrestricted  use  district;  and 

Whereas,  the  applicant  contends  that  a  great  deal  o 
time  would  be  lost  in  the  operation  of  the  contract  if  th' 
permit  herein  sought  is  not  granted, 

Resolved,  that  the  order  of  the  fire  commissioner,  Nc 
1951-LC,  be  and  it  hereby  is  modified  and  that  the  appea 
be  and  it  hereby  is  granted,  permitting  the  truck  under  ap 
peal  to  be  used  for  a  period  of  three  months,  on  conditio : 
that  the  wiring  as  required  by  Sections  15.1  and  15.2,  shal 
be  made  to  comply  with  the  rules  and  that  the  truck  sha. 
be  used  exclusively  on  the  site  of  the  proposed  World 
Fair. 
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^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  July  7,  1936,  as  they  appeared 
in  Bulletin  No.  28,  Vol.  21,  are  hereby  corrected  to  read 
as  follows : 

THE  RESOLUTION— 

(204-36-A) 

Whereas,  Samuel  Plumer,  for  Eva  Rosenbush,  filed  on 
June  29,  1936,  an  appeal  from  an  order  of  the  Commis¬ 
sioner  of  Buildings  affecting  premises  south  side  of  Asto¬ 
ria  boulevard,  between  110th  (52nd)  street  and  111th 
(53rd)  street  (Block  No.  1704,  Lot  Nos.  172-182),  Corona, 
Borough  of  Queens ;  and 

Whereas,  the  order  of  the  Commissioner  of  Build¬ 
ings,  Violation  No.  921-1935,  dated  September  23,  1935, 
reads  as  follows : 

“You  will  please  take  notice  that  there  exists  a 
violation  of  the  Building  Code  at  the  premises  here¬ 
inafter  described,  in  that 

Failing  to  stop  work  upon  notification  of  Plan  No. 
NB  1681-34  being  revoked. 

You  are  therefore  ordered  and  directed  by  me  to 
stop  all  work  in  connection  with  this  operation  until 
the  law  has  been  complied  with.” 
and 

Whereas,  at  the  meeting  of  the  Board  held  on  June  30, 
1936,  the  rules  of  procedure  were  waived  so  as  to  accept 
this  appeal  from  an  order  more  than  30  days  old ;  and 

Whereas,  the  premises  in  question  are  located  in  a 
business  district  and  consist  of  a  plot  250.42  ft.  front  by 
141.26  feet  in  depth,  upon  which  there  has  been  erected 
three  tanks  and  six  pumps  and  upon  which  it  is  proposed 
to  erect  a  metal  building  one  story  13  ft.  in  height,  50  ft. 
front  by  24  ft.  in  depth,  the  entire  premises  to  be  occupied 
as  a  gasoline  station;  and 

Whereas,  the  applicant  contends  that  on  October  2, 

1934,  New  Building  Plan  No.  1681-34  was  filed  and  on 
October  8,  1934  approved  by  the  Commissioner  of  Build¬ 
ings.  At  that  time  the  property  was  in  an  unrestricted 
district.  On  July  15,  1935  the  present  owner  acquired 
title.  On  August  5,  1935  a  building  permit  was  issued 
to  the  present  owner  who  subsequently  entered  into  con¬ 
tracts  for  the  construction  of  the  proposed  gasoline  sta¬ 
tion,  as  a  result  of  which  work  was  commenced  on  Aug¬ 
ust  7,  1935  and  the  grading  and  excavations  were  com¬ 
pleted  on  August  13,  1935  and  concrete  base  was  laid  in 
three  tank  holes  and  three  tanks  were  set  on  base.  This 
work  was  completed  August  15,  1935  and  inspected  by  the 
Fire  Department,  Bureau  of  Combustibles,  on  August  20 
and  by  the  Fire  Prevention  inspector  of  the  Department 
of  Buildings  about  two  days  later.  During  the  following 
week  fill  vent  and  suction  lines,  feed  valves  and  stack 
lines  were  installed  and  inspected  by  an  inspector  of  the 
Bureau  of  Combustibles,  Fire  Department.  On  August  28, 

1935,  a  concrete  wall  was  constructed  around  the  tanks 
and  tanks  covered  to  grade  level.  On  September  4  and 
5,  1935,  six  pumps  were  connected  and  concrete  islands 
constructed  for  same.  On  September  9,  1935  application 
was  made  for  a  combustible  permit  to  sell  gasoline,  and 
on  September  14,  1935  inspection  was  made  of  prem¬ 
ises,  hose  and  nozzles  as  well  as  certificate  of  fitness  which 
had  been  issued  to  the  owner  and  the  sum  of  $60.00  was 
paid  to  the  Fire  Department,  for  which  receipt  No. 
1375536  was  issued  on  September  17,  1935  and  Fire  De¬ 
partment  permit  No.  40610  was  delivered  by  the  Bureau  of 

*Correction — word  “whereas”  omitted  in  line  92,  and 
lines  91  and  92  combined. 


Combustibles.  This  permit  covers  three  buried  tanks  with 
a  capacity  of  1650  gallons  of  gasoline  and  50  gallons  of 
lubricating  oil.  On  September  18,  1935,  excavation  was 
commenced  for  footing,  foundation  for  office  and  supply 
building  and  grease  pits.  This  work  was  completed  on  or 
about  September  27,  on  which  date  Inspector  Rice  of  the 
Department  of  Buildings  requested  all  that  work  be 
stopped.  That  although  Inspector  Rice  had  inspected  the 
work  in  progress  on  several  occasions  between  August  7 
and  September  27,  the  notice  given  by  him  on  October  27, 
58  days  after  the  permit  was  issued,  was  the  first  intima¬ 
tion  to  anyone  connected  with  the  job  that  there  was  any 
violation.  The  notice  of  revocation  was  served  on  the 
attorney  for  the  owner  on  September  25,  1935,  but  was 
not  brought  to  the  owner’s  attention  until  September  28, 
1935,  the  date  upon  which  Inspector  Rice  told  the  fore¬ 
man  of  the  existence  of  the  violation.  It  is  nowhere  con¬ 
tended  by  the  Commissioner  of  Buildings  that  there  was 
any  false  statement  or  misrepresentations  as  to  the  mate¬ 
rial  fact  in  the  application  upon  which  the  permit  or  ap¬ 
proval  was  based,  nor  is  there  any  contention  that  the 
owner  knew  of  the  use  district.  It  was  not  only  after 
the  receipt  of  the  notice  of  revocation  of  permit  that 
owner  learned  of  the  change  of  use  district  made  in 
December  1934,  from  unrestricted  to  business  use;  and 
Whereas,  the  applicant  further  contends  that  a  permit 
having  been  issued  pursuant  to  the  Code  of  Ordinances, 
it  can  only  be  revoked  by  the  Commissioner  of  Buildings 
where  there  was  a  false  statement  or  misrepresentation 
of  any  fact  in  the  application  upon  which  it  was  issued, 
and  substantial  improvements  having  been  made  under  the 
permit  issued,  the  Commissioner  of  Buildings  was  without 
power  to  revoke  same  and  that  the  power  of  the  Commis¬ 
sioner  of  Buildings  to  revoke  permits  is  limited  to  sec¬ 
tion  4,  subdivision  7  of  article  1,  chapter  5  of  the  Code  of 
Ordinances,  that  the  owner  has  already  incurred  an  ex¬ 
pense  of  $4,500  for  improvements  besides  the  original 
investment  in  the  land  and  incurred  additional  obligations 
to  the  extent  of  seven  thousand  dollars  on  the  strength 
of  the  permit  to  build;  and 

Whereas,  the  change  of  zone  affecting  the  premises 
under  appeal  was  validly  effected  by  the  Board  of  Esti¬ 
mate  and  Apportionment  in  December,  1934,  and  given 
due  and  legal  publication  in  the  City  Record  of  the  City 
of  New  York  immediately  thereafter;  and 

Whereas,  the  Board’s  attention  has  been  directed  to 
the  decision  of  the  Court  of  Appeals  in  the  “Matter  of  Eva 
Rosenbush  against  Frank  C.  Keller  as  Commissioner  of 
Buildings.”  dated  May  26,  1936.  wherein  that  court  sus¬ 
tained  a  denial  of  petitioner’s  (applicant  here)  application 
for  a  peremptory  order  of  mandamus  against  the  Com¬ 
missioner  and  said  in  part,  “That  Board  is  also  empowered 
on  a  proper  application  to  consider  the  argument  here 
made  on  the  basis  of  unnecessary  hardship”;  and 

Whereas,  the  Board  had  before  it  and  considered  (as 
it  is  empowered)  and  made  part  of  this  record  the  peti¬ 
tion  of  Eva  Rosenbush  together  with  the  exhibits  in  sup¬ 
port  of  her  motion  as  well  as  affidavit  of  Frank  C.  Keller 
and  the  exhibits  in  opposition  to  that  motion,  as  well  as 
the  opinion  of  all  the  courts ;  and 

Whereas,  the  sole  purpose  of  this  appeal  is  to  deter¬ 
mine  the  validity  of  the  revocation  of  the  permit,  no 
question  of  a  zoning  variance  being  involved ;  and 
Whereas,  in  the  opinion  of  the  Board,  the  Commis¬ 
sioner  of  Buildings,  had  the  power  to  revoke  the  building 
permit  here  involved  in  view  of  the  facts  here  presented. 

Resolved,  that  the  order  of  the  Commissioner  of  Build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  appeal  be  and 
it  hereby  is  denied. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  July  7,  1936,  as  they  appeared 
in  Bulletin  No.  28,  Vol.  21,  are  hereby  corrected  to  read 
as  follows : 

THE  RESOLUTION— 

(161 -36- A) 

Whereas,  Stern  Brothers,  lessees,  filed  June  1,  1936,  an 
appeal  from  decisions  of  the  commissioner  of  buildings 
and  the  Board  of  Buildings,  affecting  premises  31-45  West 
42nd  street,  N.S.  208  ft.  East  of  6th  avenue,  36-68  West 
43rd  street  and  1110-1116  6th  avenue,  southeast  corner, 
(Block  No.  1258,  Lot  No.  9),  Borough  of  Manhattan;  and 
Whereas,  this  appeal  was  granted  by  the  board  June 
23,  1936  subject  to  the  submission  of  working  drawings 
carrying  out  the  recommendations  of  the  committee  and 
subject  to  such  further  conditions  as  the  board  may  see 
fit  to  require  after  said  drawings  are  submitted ;  and 
Whereas,  the  appellant  has  submitted  the  working 
drawings ;  and  _ 

Whereas,  in  accordance  with  the  opinion  of  the  Cor¬ 
poration  Counsel,  the  board  of  buildings  are  not  vested 
with  power  to  vary  the  requirements  of  the  Building  Code 
as  was  provided  in  resolution  adopted  by  that  board  oil 
May  7,  1936  under  its  calendar  A-198-36;  and 
Whereas,  the  board  deemed  that  the  appeal  from  the 
decision  of  the  commissioner  of  buildings  should  be 
granted  on  condition, 

Resolved,  that  the  decision  of  the  commissioner  of  build- 

*Correction — words  “Closing  escalators”  omitted  and 
words  “as  a  signal  to  close  escalator  curtains”  inserted  in 
lines  42  and  43  of  resolution. 


ings  be  and  it  hereby  is  modified  and  the  appeal  be  and  it 
hereby  is  granted,  subject  to  plans  submitted  and  hereby 
approved,  so  as  to  permit  the  installation  of  escalators  in 
the  building  under  appeal,  on  condition  that  the  installa¬ 
tion  shall  be  of  fireproof  construction  throughout;  that 
the  steel  baffles  shall  be  constructed  as  indicated  on  plans; 
that  the  sprinkler  curtain  shall  be  installed  with  heads  as 
indicated  in  addition  to  the  present  sprinkler  system;  that 
where  any  sprinkler  heads  are  closer  together  than  4  ft. 
a  metal  reflector  shall  be  installed  at  each  such  head  to 
prevent  water  cooling;  that  the  roller  shutter  at  the  top 
of  each  opening  per  floor  shall  be  constructed  as  shown 
and  made  so  as  to  be  readily  operated  by  hand  with  the 
use  of  a  hook  with  a  pole  handle,  one  of  such  hooks  to  be 
at  all  times  accessible  at  each  escalator  run  and  with  glass 
frames  and  instructions  located  adjacent  explaining  the 
purpose  of  the  hook;  that  a  gong,  as  indicated,  shall  be 
installed  at  each  escalator  run,  operated  by  means  of  push 
buttons  located  centrally,  two  to  a  floor,  the  pushing  of 
any  such  button  to  ring  gongs  on  all  floors  as  a  signal  to 
close  escalator  curtains ;  that  instructions  to  all  superin¬ 
tendents  and  section  managers  shall  include,  in  addition 
to  general  instructions  as  to  use  of  fire  extinguishing 
equipment  and  exits  in  case  of  fire,  instruction  and  drill  as 
to  closing  escalator  shaft  curtains  so  that  responsibility 
will  at  all  times  be  fixed  on  attendants  on  each  floor  to  the 
end  that  curtains  are  immediately  closed  upon  the  sound¬ 
ing  of  the  gong  signal ;  that  the  closing  of  curtains  shall 
automatically  stop  all  escalators;  that  this  variance  is 
granted  only  so  long  as  the  building  is  occupied  as  a  de¬ 
partment  store  by  Stern  Brothers  and  only  so  long  as  fire¬ 
extinguishing  equipment  and  exits  thereto  are  maintained 
to  the  satisfaction  of  the  administrative  official  having 
jurisdiction. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex. .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 


Ballard  Duplex  Electric  Driven  Pump  Set.. 

Beach  Russ  Co.  Rotary  . 

Blackmer  Rotary  . . . 

Blake  &  Knowles  Horizontal  Simplex  Piston 
Pattern  Pump  . 

Century  Rotary  . 

Cook  Electric  Oil  Pump . 

Davidson  . 

Dean  Bros.  Durable  Duplex . 

DeLaval  IMO  Oil  Pump . 

Deming  Double  Oscillating  Force  Pump . 

Deming  Fuel  Oil  Pump . 

Enterprise  Oil  Pump  . 

Exeter  Rotary  . 


1413-22-SA 
1 134-22-SA 
935-24-SA 


372-21-SA 


908-21 -S  A 
603-25-SA 

590-21-SA 

840-22-SA 

628-32-SA 

458-27-SA 

298-31-SA 


1 1-28-SA 
507-22-SA 


General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 


Hardinge  Fuel  Oil  Pump 


813-25-SA 


Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 


Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump 

M.  D.  Rotary  . 

Milwaukee  Piston  Rotating  Port  Pump 
Monroe  Oil  Pump  . 


Calendar  No. 
52-27-SA 
763-25-SA 
658-26- S A 


National  Transit  Rotary  Pump  for  Gasoline 


and  Fuel  Oil  .  175-35-SA 

Northern  Rotary  .  1396-24-SA 


Pascoe  Pump  Set  . 

Petro-Nokol  Industrial  Oil  Pump . 

Quiet  May  Gerotor  Pump  . . . 

Quimby  Screw  Pump  . 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  . 

Ray  Rotary  . 

Rotary  Pressure  Pump  . 

Rotary  Vacuum  Pump  . 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps.  Models  A.  B.  C  and  D.  .. 
Sundstrand  Fuel  Unit  (Pump)  , Model  7-OB 

Tate- Jones  . ; . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat  . 

Union  Steam  Pump  for  Fuel  Oil . 

Viking  . 

Warren  Oil  Pump  . 

Wayne  Oil  Pump  &  Fan  Set . 

Webster  Fuel  Oil  Pump,  Type  A . 

Worthington  Duplex  Double-Acting  Steam 

Pump  . 

Worthington  Show  Model  Duplex . 


1029-26-SA 

570-32-SA 


267-32-SA 
1 193-21-SA 


102-35-SA 
588-25- S A 
1060-25-SA 
513-25-SA 

163-34-SA 
41 0-32- S A 
199-36-SA 

492-21 -S A 
1279-25-SA 
60-28-SA 

568-30-SA 

705-30-SA 

438-21-SA 


1169-23-SA 
1 1 55-25-S A 
23-34-SA 

1 84-22- S  A 
194-22-SA 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  September  21,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  July  22,  1936 
Cal.  No.  Department  Premises  Affected 

225-36-BZ . B.B.Bx . 1182-  1196  Grand  Concourse 

and  180-  188  East  167  th 
street,  S.E.  corner  (Block 
2456,  Lots  155-163),  Bor¬ 
ough  of  The  Bronx, 

N.B.  Applic.  261-36. 


226-36-SA . F.D . Spray-O-Matic  Solution  No. 

11  (to  omit  from  label 
“Caution  Combustible  Mix¬ 
ture”),  2237-LC. 


Fuel  Oil  Burners  for  Industrial  Use.May 

Fuel  Oil  Pumps . July 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  . July 


19,  1936— Vol.  21,  No.  20 
21,  1936— Vol.  21,  No.  29 

26,  1935— Vol.  20,  No.  48 

7,  1936— Vol.  21,  No.  27 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  July  16,  1936,  Mr.  Edward  S.  Moran,  Jr.,  attorney,  served  on 
the  Board  petition  and  order  of  certiorari,  on  behalf  of  Powell 
Garage  Company,  Inc.,  owner,  in  re  decision  of  June  16,  1936,  re¬ 
voking  permit  10508  of  1935,  Cal.  No.  133-36-A,  affecting  premises 
2038  Bedford  avenue,  southwest  corner  of  Clarkson  avenue,  Borough 
of  Brooklyn. 

*  *  * 


227-36-SA . F.D . Vent  alarm  for  Fuel  Oil, 

“Type  L”,  Appliance. 


228-36-BZ . . . Interpretation  of  Building 

Zone  Resolution,  Article  II, 
Section  4-A, 

Retail  districts. 


CODE 


On  July  16,  1936,  Messrs.  Samuels  &  Samuels,  attorneys,  served 
on  the  Board  petition  and  order  of  certiorari,  on  behalf  of  Mayer 
Randolph,  owner,  in  re  decision  of  May  5,  1936,  denying  gasoline 
service  station  in  a  business  district,  Cal.  No.  30-36-BZ,  at  premises 
708  Bedford  avenue,  northwest  corner  Lynch  street,  Borough  of 
Brooklyn. 

*  *  * 

On  July  22,  1936,  Charles  S.  Lubin,  attorney,  served  on  the  Board 
petition  and  order  of  certiorari,  on  behalf  of  Joseph  Wineburg  and 
others,  objectors,  in  re  decision  of  July  7,  1936,  granting  an  exten¬ 
sion  from  an  unrestricted  use  district  into  a  business  use  district  of 
an  existing  structural  iron  works,  Cal.  No.  155-36-BZ,  premises  258- 
280  Lott  avenue,  540-554  Christopher  avenue  and  821-835  Stone  ave¬ 
nue,  Borough  of  Brooklyn. 

*  *  * 


D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .July 
Certificate  of  Occupancy,  approved 

forms  . Aug- 

Concrete  Flat  Slabs,  Rules... . Mar. 

Concrete  Rules  (Hydrated  Lime)... June 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . ..June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . June 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . July 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . _ . Nov. 

Platform  Trucks,  Specifications  for  .July 

Plumbing  Rules  . Tune 

Procedure,  Rules  of . ....Feb. 

Refrigerating  Systems,  Extract  C.O  Tuly 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpine  Fireline  Rules . June 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


7,  1936— Vol.  21,  No.  27 

2,  1932— Vol.  17,  No.  31 
10,  1936— Vol.  21,  No.  10 
30,  1936— Vol.  21,  No.  26 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
28,  1935— Vol.  20,  No.  22 
14,  1936— Vol.  21,  No.  28 

16,  1936— Vol.  21,  No.  24 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10.  No.  14 

5,  1928— Vol.  13,  No.  23 
7,  1936— Vol.  21,  No.  27 

27,  1934 — Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 
30,  1936— Vol.  21,  No.  26 
25,  1936— Vol.  21,  No.  8 
14,  1936 — Vol.  21,  No.  28 
19,  1936— Vol.  21,  No.  20 
12,  1936— Vol.  21,  No.  19 

9,  1936— Vol.  21,  No.  23 
7,  1932— Vol.  17,  No.  23 
28,  1936 — Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . July 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . May 

Fuel  Oil  Fill  Pipe  Terminals . May 


5,  1935— Vol.  20,  No.  10 

14,  1936— Vol.  21,  No.  28 

5,  1936— Vol.  21,  No.  18 

26,  1936— Vol.  21,  No.  21 


On  July  23,  1936,  Samuel  Plumer,  attorney,  served  on  the  Board 
petition  and  order  of  certiorari,  on  behalf  of  Eva  Rosenbush,  owner, 
in  re  decision  of  July  7,  1936,  upholding  stop  order  ot  Commissioner 
of  Buildings  as  to  gasoline  station  construction;  Cal.  No.  204-36-A; 
premises  southeast  corner  Astoria  boulevard  and  110th  street,  Corona, 
Borough  of  Queens. 


COURT  DECISIONS 

Winter  Mead  vs.  Fassler— On  January  28,  1936,  Board  granted  gaso¬ 
line  service  station,  in  business  district,  under  section 
7-a,  Cal.  No.  254-35-BZ;  premises  300-318  Cathedral 
parkway,  at  Central  Park  West  and  109th  street,  Bor¬ 
ough  of  Manhattan.  Commissioner  Fassler  refused  per¬ 
mit  for  one  of  the  curb-cuts  shown  on  plan  for  gasoline 
service  station  on  ground  it  would  be  dangerous.  Jus¬ 
tice  McLaughlin  granted  mandamus  to  compel  issuance 
of  curb-cut  permits  designated  (N.  Y.  L.  J.,  July  17, 
1936). 

*  *  * 

Scharlin  Motor  Corp.  vs.  Murdock — On  March  31,  1936,  Board  af¬ 
firmed  decision  of  Commissioner  of  Buildings  holding 
that  sales  of  cars  on  open  lots  are  contrary  to  Art.  II, 
Sect.  4,  Par.  (a),  Subdivision  15,  and  denying  curb-cut 
permit  therefor;  Cal.  No.  41-36-A;  premises  883-889  First 
avenue,  northwest  corner  East  49th  street,  Borough  of 
Manhattan.  Justice  McLaughlin  reversed  Board  on  the 
ground  that  no  gasoline  or  oil  is  to  be  stored  in  the  cars 
on  this  salesplot,  and  that  “salesroom”  is  not  necessarily 
confined  to  a  portion  of  a  building.  (N.  Y.  L.  J.,  July 
21,  1936). 


ADJOURNMENT 

Notice  is  hereby  given  that  the  next  regular  meeting  of 
the  Board  of  Standards  and  Appeals  will  be  held  on  Tues¬ 
day,  September  15,  1936,  at  10  a.m.,  and  that  the  next 
Clerk’s  Calendar  Call  will  be  held  on  Monday,  September 
14,  1936,  at  2  p.m. 


JULY  28.  1936.  10  A.  M. 

ADJOURNED  SPECIAL  MEETING 

Appeal  from  Administrative  Order 

196-36- A — West  side  of  82nd  street,  179  ft.  4  in.  north  of 
37th  avenue  (Block  No.  1281,  Lot  No.  25), 
Jackson  Heights,  Borough  of  Queens. 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  14,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

192-36-BZ. 

APPLICANT — Kaye,  Scholer,  Fierman  and  Hays,  for 
The  Marguerite  Corporation,  owner. 

PREMISES — 801  Bartholdi  street,  northeast  corner  of 
Barnes  avenue  (Block  No.  4633,  Lot  No.  11),  Bor¬ 
ough  of  The  Bronx. 

APPLICATION,  under  sections  7a  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
an  existing  factory  building. 

45-36-BZ. 

APPLICANT — 4012  Corporation,  owner. 

PREMISES — 1992-2016  Eastern  Parkway  Extension  and 
1924-1938  Broadway,  southwest  corner  (Block  No. 
1540,  Lot  No.  70),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

279-35-BZ. 

APPLICANT — James  Felton  and  Joseph  Felton,  for 
Abring  Realty  Corporation,  owner. 

PREMISES — 79-41  Central  avenue  (Cooper  avenue), 
north  side,  56.15  ft.  east  of  Graeme  avenue  (Block 
No.  2711,  Lot  No.  56),  Middle  Village,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  junk  yard 
(auto  wrecking)  ;  (previously  dismissed  for  lack 
of  prosecution ;  reopened  and  restored  to  calendar 
July  10,  1936). 

151-36-BZ. 

APPLICANT — Felix  J.  Wasselle,  for  Yosefa  Skowrunski, 
owner. 

PREMISES — 439  Vermont  street,  east  side,  180  ft.  north 
of  Blake  avenue  (Block  No.  3774,  Lot  No.  10), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  residence  building 
to  business  use  (store). 


SEPTEMBER  15,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  1305-25-BZ — Application  of  Henry  J.  Nurick,  ap¬ 
plicant,  on  behalf  of  Love  Lane  Auto¬ 
motive  Corporation,  owner,  reopened 
February  18,  1936,  under  sections  7 a 
and  7e  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
alteration  and  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles  (existing  garage  granted  by 
the  Board)  ;  premises  42-50  Love  Lane 


and  1-9  College  place,  northwest  cor¬ 
ner  (Block  No.  236,  Lot  No.  71),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  212-35-BZ — Application  of  Samuel  Gardstein,  ap¬ 
plicant,  on  behalf  of  Edwin  J.  Long, 
owner,  reopened  April  28,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  occupancy  of  a  plot  for  sale 
and  display  (parking  and  storage)  of 
more  than  five  (5)  new  and  used  mo¬ 
tor  vehicles  for  a  temporary  period  of 
two  (2)  years;  premises  6501-6507 
Fort  Hamilton  parkway  and  948-960 
65th  street,  southeast  corner  (Block 
No.  5750,  Lot  No.  42),  Borough  of 
Brooklyn. 


cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420.  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  15,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

197- 36- A — 2171  White  Plains  avenue,  west  side,  100  ft. 

north  of  Lydig  avenue  (Block  No.  4317,  Lot 
No.  56),  Borough  of  The  Bronx. 

198- 36-A — 4498  Park  avenue  and  449  East  182nd  street, 

northwest  corner  (Block  No.  3038,  Lot  No.  1), 
Borough  of  The  Bronx. 

209-36-A — 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 

216-36-SA — Orco-Richfield  Oil  Burner,  Model  A-l. 

219-36-SA- — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

224-36-SA — Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Types),  Models  1P61,  1P62,  1P91 
and  1P92. 

227-36-SA — Ventalarm  for  Fuel  Oil,  Type  L. 
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Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  15,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board: 


cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


cal.  no.  169-20-BZ — Application  of  Thomas  A.  Grady, 
applicant,  on  behalf  of  Clark  and  Com¬ 
pany,  owner,  reopened  July  14,  1936, 
for  consideration  of  an  amendment  to 
the  resolution  of  October  29,  1935,  as 
to  the  conditions  imposed  therein — re 
Application,  granted  on  condition,  un¬ 
der  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  (in  lieu 
of  a  garage  for  more  than  five  (5) 
motor  vehicles  previously  granted  by 
the  board)  for  a  temporary  period  of 
ten  (10)  years;  premises  1617-1627 
Neptune  avenue  and  3127-3131  Cropsey 
avenue,  northeast  corner  (Block  No. 
6995,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK.  Chairman. 


SEPTEMBER  22,  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  22,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  99-36-BZ — Application,  April  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Peter  Dinnella,  owner,  to 
permit  in  a  residence  use  and  also, 
partly  in  an  “F”  area  and  partly  in  a 
“C”  area  district,  the  erection  and 
maintenance  of  a  multiple  dwelling  not 
conforming  with  “F”  area  require¬ 
ments;  premises  84-14  Forest  parkway 
(83rd  street),  west  side,  91.60  ft.  south 
of  Park  lane  south  (Block  No.  12,  Lot 
Nos.  288,  325  and  327),  Forest  Hills, 
Borough  of  Queens. 


cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 


cal.  no.  100-36-BZ — Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 
street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  22,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  22,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 


cal.  no.  42-36-BZ — Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  29,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Sep¬ 
tember  29,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 


cal.  no.  8-36-BZ — Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re- 
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opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018, 
Lot  No.  1);  Jamaica,  Borough  of 
Queens. 

cal.  no.  282-27-BZ — Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Lehigh  Garage  and 
Gas  Station,  Inc.,  lessee  (long  term 
lease),  reopened  July  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  an  existing 
garage  and  gasoline  service  station 
(previously  granted  by  the  board),  by 
the  removal  of  partitions  and  the  in¬ 
corporation  of  the  existing  store  sec¬ 
tion  as  part  of  the  garage,  premises 
200-208  East  111th  street  and  2013- 
202S  Third  avenue,  southeast  corner 
(Block  No.  1660,  Lot  No.  45),  Bor¬ 
ough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  16;  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  October 
16,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building ; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 
WEDNESDAY  MORNING,  JULY  22,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  Special  Meetings  of  the  Board  held 
on  Friday  morning,  July  10,  1936,  and  Friday  afternoon, 
July  10,  1936;  the  minutes  of  the  Regular  Meetings  of  the 
Board  held  on  Tuesday  morning,  July  14,  1936,  and  Tues¬ 
day  afternoon,  July  14,  1936 ;  the  minutes  of  the  Special 
Meeting  of  the  Board  held  on  Thursday  morning,  July  16, 
1936,  and  the  minutes  of  the  Special  Meeting  of  the  Board 
held  on  Fridav  morning,  July  17,  1936,  were  approved  as 
published  in  Bulletin  No.  29  of  Vol.  XXI. 


GENERAL  RESOLUTION 

228-36-BZ. 

SUBJECT — Interpretation  of  Building  Zone  Resolution, 
Article  II,  Section  4-A,  Retail  Districts. 

ACTION  OF  BOARD — -Interpretation  of  Building  Zone 
Resolution,  Article  II,  Section  4-A,  Retail  Districts. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(228-36-BZ) 

INTERPRETATION  OF  REQUIREMENTS  IN  THE 
BUILDING  ZONE  RESOLUTION 

AS  TO 

RETAIL  DISTRICTS 
(Art.  2,  Sec.  4-a — Retail  Districts) 

Whereas,  the  board  has  been  requested  to  interpret  the 
meaning  and  intent  of  Article  2,  Section  4-a,  Retail  Dis¬ 
tricts,  as  to  the  extent  of  floor  space  in  which  manufactur¬ 
ing  is  permitted  where  a  retail  business  is  conducted  on  the 
premises;  and 


Whereas,  it  appears  from  the  reports  of  the  chief  engi¬ 
neer  of  the  Board  of  Estimate  and  Apportionment,  dated 
February  23,  1924  and  October  15,  1928,  that  his  recom¬ 
mendation  as  to  the  wording  of  this  section  was  adopted 
by  the  Board  of  Estimate  and  Apportionment  on  April  20, 
1929;  that  his  report  explains  the  interpretation  as  to  re¬ 
tail  establishments  manufacturing  or  treating  products  in¬ 
cidental  to  the  conduct  of  a  retail  business  conducted  on  the 
premises,  in  the  following  words : 

“The  25  per  cent  clause  relating  to  the  limit  of  in¬ 
dustrial  uses  will  still  apply  under  the  proposed  amend¬ 
ment  but  such  uses  must  be  incidental  to  the  conduct 
of  a  retail  business.”  .  .  .  “The  retention  of  the  25 
per  cent  clause  seems  necessary  to  the  conduct  of  num¬ 
berless  small  light  industries  .  .  .  such  as  the  more 
expensive  type  of  dressmaking  and  millinery  shops, 
where  the  floor  area  occupied  by  show  rooms  and  by 
sales  force  is  small  as  compared  with  the  floor  area 
necessary  for  the  manufacturing  feature  of  the  busi¬ 
ness.  .  .  .” 

Resolved,  that  in  a  Retail  District  not  more  than  25  per 
cent  of  the  total  floor  space  of  a  building,  or  floor  space 
equal  to  the  area  of  the  lot,  may  be  used  for  manufacturing 
purposes  as  follows :  Of  the  total  floor  space  of  a  build¬ 
ing  not  more  than  5  per  cent  may  be  used  for  manufactur¬ 
ing  permitted  in  a  business  use  district ;  but  the  remaining 
percentage  or  the  whole  25  per  cent  may  be  used  for  such 
manufacturing  or  treatment  of  products  as  is  an  integral 
part  of  retail  business  conducted  on  the  premises,  on  which 
all  products  so  manufactured  or  treated  are  sold  at  retail 
therein. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
196-36-A. 

APPLICANT — Harry  M.  Prince,  acting  commissioner 
Tenement  House  Dept.,  City  of  N.  Y.,  for  35-40 
82nd  Street  Corp.,  owner. 

SUBJECT — Appeal  from  decisions  of  the  Commissioner  of 
Buildings  and  Board  of  Buildings — re  Revocation 
of  permit. 
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PREMISES  AFFECTED — West  side  82nd  street,  179  ft. 
4  in.  north  of  37th  avenue  (Block  No.  1281,  Lot 
No.  25),  Jackson  Heights,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Harry  M.  Prince. 

For  Opposition :  Paul  Friedman,  for  Board  of 
Buildings. 

ACTION  OF  BOARD— Laid  over  to  July  28,  1936,  at  10 
a.m.,  for  decision  to  be  rendered  by  board. 


203-36-A. 

APPLICANT — Henry  G.  Harrington,  for  Bay  Ridge  Sav¬ 
ings  Bank,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1223  Bedford  avenue  and  7 
Halsey  street,  northeast  corner  (Block  No.  1837, 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Henry  G.  Harrington,  Robert  L. 
Callahan,  Harrison  Schock,  Mrs.  John  Luger 
and  Harry  M.  Prince. 

For  Administration:  Paul  Friedman,  secretary  to 
commissioner,  Department  of  Buildings. 
ACTION  OF  BOARD — Verbal  report  adopted;  appeal 
granted. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE— 


Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  ADOPT  GENERAL  RESOLUTION— 
Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(203-36-A) 


Whereas,  Henry  G.  Harrington,  on  behalf  of  the  Bay 
Ridge  Savings  Bank,  owner,  filed  June  30,  1936,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings  affecting 
premises  1223  Bedford  avenue  and  7  Halsey  street,  north¬ 
east  corner  (Block  No.  1837,  Lot  No.  1),  Borough  of 
Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  June  25,  1936,  rendered  in  acting  on  Alt.  App.  No. 
5664-1936,  reads  as  follows : 

“M.D.L.— 

1.  All  doors  to  apartments  opening  on  public  halls 
shall  be  approved,  one-hour  fireproof,  self-closing 
doors.  Sec.  238,  Multiple  Dwelling  Law.  Applica¬ 
tion  denied.” 

and 

Whereas,  the  building  in  question,  erected  approximately 
in  1885,  and  used  as  at  present  since  1912,  is  of  ordinary 
brick  construction,  20  ft.  by  78  ft.  8  in.  in  area,  4  stories 
(46  ft.)  in  height;  OCCUPIED:  as  a  multiple  dwelling. 
Cellar — storage;  1st  floor — store;  2nd  floor — dentist  office 
and  one  family;  3rd  floor — one  family;  4th  floor — one 
family,  located  in  a  business  use  district;  and 

Whereas,  the  applicant  contends  that  the  building  was 
accepted  as  a  tenement  by  the  Tenement  House  Department 
on  July  17,  1923,  and  the  records  of  said  department  indi¬ 
cate  that  the  owner  of  these  premises  complied  with  all 
provisions  of  law  relating  to  tenement  houses  existing  April 


10,  1901;  that  on  March  4,  1936,  the  applicant  was  notified 
by  the  Tenement  House  Department  that  certain  conditions 
existing  in  the  premises  constituted  a  violation  of  the  Mul¬ 
tiple  Dwelling  Law  and  an  order  was  issued  by  the  Tene¬ 
ment  House  Department,  directing  the  applicant  to  remove 
said  violations  to  make  the  premises  conform  with  the  re¬ 
quirements  of  the  Multiple  Dwelling  Law;  that  a  permit 
to  perform  the  work  required  by  the  Tenement  House 
Commissioner  was  applied  for  and  refused  by  the  com¬ 
missioner  of  buildings  on  the  ground  that  the  work  sought 
to  be  performed  was  not  in  conformity  with  the  require¬ 
ments  of  the  Multiple  Dwelling  Law,  in  that  certain  doors 
were  intended  to  be  made  self-closing  and  the  commissioner 
of  buildings  required  that  they  should  be  fireproof  as  well 
as  self-closing;  that  a  peremptory  writ  of  mandamus  was 
sought,  directing  the  commissioner  of  buildings  to  issue 
the  permit  applied  for,  and  that  the  Court  ruled  that  the 
owner  should  first  exhaust  his  remedy  by  appeal  before 
the  Board  of  Standards  and  Appeals;  that  the  commis¬ 
sioner  of  buildings  has  no  jurisdiction  in  the  premises 
whatsoever  to  modify  or  annul  an  order  of  the  Tenement 
House  Department;  that  no  permit  from  the  commissioner 
of  buildings  is  necessary  for  the  performance  of  the  work, 
which  does  not  involve  a  structural  change  or  alteration; 
that  the  Tenement  House  Department  alone  has  jurisdic¬ 
tion  to  prescribe  the  manner  and  type  of  work  to  be  done 
in  connection  with  fire  retarding  of  old  law  tenements; 
that  in  old  law  tenements,  doors  opening  into  entrance  halls, 
stairs  or  public  halls  connected  therewith  need  only  be 
self-closing,  as  provided  by  section  238,  subdivision  4  of 
the  Multiple  Dwelling  Law,  which  reads  as  follows : 

“In  old  law  tenement  houses  over  three  stories  in 
height,  all  doors  opening  into  any  entrance  hall,  stair 
or  public  hall  connected  therewith  shall  be  self-closing 
doors.” 

Subdivision  27  of  section  4  provides  that  the  word  “shall” 
is  always  mandatory  and  not  directory;  and 

Whereas,  a  verbal  report  was  made  by  the  chairman, 
which  was  unanimously  adopted  and  which  report  follows: 
VERBAL  REPORT  BY  CHAIRMAN  IN  BEHALF 
OF  BOARD: 

The  appeal  in  this  matter  is  for  an  interpretation  of 
the  meaning  of  section  238,  subdivision  4,  of  the  Multi¬ 
ple  Dwelling  Law,  as  to  the  doors  opening  into  apart¬ 
ments  from  public  halls ;  and,  also,  as  to  the  matter 
whether  plans  should  be  filed  with  the  commissioner 
of  buildings  for  the  fire-retarding  of  the  halls. 

This  particular  section  of  the  Multiple  Dwelling  Law 
as  originally  adopted  in  1929,  reads  as  follows  : 

“In  old  law  tenement  houses  over  three  stories  in 
height,  all  doors  opening  into  any  stair  or  public 
hall  connected  therewith  shall  be  self-closing  doors 
and  every  window  not  opening  to  the  outer  air 
and  every  sash  in  the  walls  or  partitions  of  said 
stairhall  or  halls  shall  be  glazed  with  wire  glass.” 

Having  been  a  member  of  the  commission  that 
drafted  the  Multiple  Dwelling  Law,  I  can  say  of  my 
own  knowledge  that  the  intent  was  to  permit  the  exist¬ 
ing  doors  in  the  partitions  opening  from  public  halls 
to  apartments  to  continue  as  long  as  they  were  made 
self-closing.  This  provision  of  the  law  remained  in 
that  form  until  1934.  In  1934  there  were  two  bills 
before  the  Legislature  having  to  do  with  the  amend¬ 
ment  of  this  subdivision  4  of  section  238 — one  bill  in¬ 
troduced  by  Senator  Mandelbaum  (Intro.  1568)  and 
which  was  known  as  the  Administration  Bill  with  the 
approval  of  the  Tenement  House  Commissioner,  was 
finally  adopted  by  the  Legislature  and  became  Chapter 
526  of  the  Laws  of  1934.  This  particular  bill  retained 
the  wording  as  it  was  originally  in  the  Multiple  Dwell¬ 
ing  Law  with  a  minor  change  of  adding  the  words 
“entrance  halls”  and  omitting  the  words  “stair  or”,  but 
in  no  way  changing  the  sense  of  the  provision  as 
originally  adopted.  The  amendment  primarily  con¬ 
sisted  of  adding  new  matter,  starting  with  the  words 
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— 

“On  and  after  January  1,  1936,  all  transoms  and  glazed 
openings  and  glazed  panels  in  every  door  opening  on 
every  stairhall  or  public  hall  connected  therewith  shall 
be  glazed  with  wire  glass”,  and  then  went  on  to  re¬ 
quire  (other  than  the  doors)  that  the  walls  and  ceilings 
shall  be  fire  retarded. 

The  other  bill  that  was  before  the  Legislature  in 
1934  was  a  bill  introduced  by  Senator  Burchill  (Intro. 
1197),  which  also  attempted  to  amend  subdivision  4  of 
section  238,  but  in  this  particular  bill  the  proposal  was 
that  the  doors  opening  from  the  stair  or  public  halls 
to  the  apartments  should  have  fireproof,  self-closing 
door  assemblies. 

The  differences  between  these  two  bills  was  thor¬ 
oughly  understood,  not  only  by  the  Civic  Associations 
that  met  and  considered  these  two  bills  before  the  Leg¬ 
islature  here  in  New  York  City,  but  also  by  the  Legis¬ 
lature  itself  as  there  was  a  public  hearing  and  the 
distinction  between  these  two  bills  was  clearly  brought 
out. 

The  Memorandum  from  the  Multiple  Dwelling  Law 
Committee,  composed  of  the  lay  members  of  the 
former  commission  and  which  memorandum  was  filed 
with  the  Legislative  Committee,  voicing  their  disap¬ 
proval  of  the  Burchill  Bill  (Intro.  1197),  stated  as 
follows  : 

“This  bill  is  opposed  on  the  ground  that  it  re¬ 
quires  the  immediate  installation  of  fireproof,  self¬ 
closing  doors  in  old  law  tenement  houses  notwith¬ 
standing  the  fact  that  under  other  provisions  of  the 
bill  the  halls  into  which  such  doors  open  will  have 
to  be  reconstructed  January  1,  1936.  This  bill,  in 
its  desirable  features,  is  a  duplication  of  the  City 
Administration  Bill  (meaning  the  Mandelbaum 
Bill,  Intro.  1568)  which  latter  bill  lacks  the  objec¬ 
tionable  feature  first  above  referred  to.” 

It  is  very  clear  to  the  committee  in  view  of  these 
facts  that  it  was  not  the  intention  of  the  Legislature  in 
the  Bill,  which  became  a  law  in  1934,  to  require  doors 
entering  apartments  from  public  halls  to  be  replaced 
with  fireproof  doors.  The  Mandelbaum  Bill  did,  how¬ 
ever,  correct  the  original  law  adopted  in  1929  and  made 
a  desirable  requirement — that  wherever  there  was  any 
plain  or  thin  glass  in  existing  doors,  that  glass  should 
be  replaced  by  wire  glass.  Also,  as  contributing  evi¬ 
dence,  that  the  Legislature  in  1934  did  not  intend  these 
hall  doors  to  be  fireproof,  is  the  introduction  in  1935 
of  a  bill  known  as  Senate  Intro.  2021,  which  again 
called  for  the  doors  to  be  made  fireproof,  and  this  bill 
in  1935  was  not  passed  by  the  Legislature,  as  the  bill 
for  similar  requirements  in  1934  was  not  passed. 

As  to  the  question — whether  plans  should  be  filed 
with  the  commissioner  of  buildings,  it  is  the  opinion 
of  the  committee  that  if  there  is  no  structural  work 
involved,  meaning  any  work  that  in  any  way  affects  the 
structural  conditions  of  the  building,  there  is  no  obliga¬ 
tion  to  file  plans  with  the  commissioner  of  buildings, 
and 

Whereas,  throughout  the  Multiple  Dwelling  Law,  when 
fireproof  doors  are  required,  the  provisions  requiring  them 
are  specifically  set  forth  so  as  to  leave  no  uncertainty;  and 

Whereas,  there  is  no  such  provision  in  subdivision  4  of 
section  238  of  the  Multiple  Dwelling  Law  and  wording 
unmistakably  permits  continuation  of  existing  doors,  pro¬ 
vided  they  are  made  self-closing  and  if  having  glazed 
panels,  requiring  such  panels  to  be  glazed  with  wired  glass ; 
and 

Whereas,  since  the  word  “fireproof”  does  not  appear  in 
the  last  amendment  to  subdivision  4  of  section  238  in  rela¬ 
tion  to  public  stair  and  entrance  halls,  it  cannot  be  read 
into  the  law  and  compliance  with  a  provision  which  does 
not  exist  in  the  law  itself  cannot  be  required. 

.  Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  reversed,  and  the  appeal  be  and  it 
hereby  is  granted. 


GENERAL  RESOLUTION 
Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  interpret  for  application  generally,  the  provisions  of 
subdivision  4  of  section  238  of  the  Multiple  Dwelling  Law 
as  not  requiring  doors  to  be  fireproof  and  that  in  comply¬ 
ing  with  subdivision  4  of  section  238  of  the  Multiple  Dwell¬ 
ing  Law,  the  approval  of  the  commissioner  of  buildings  is 
not  required,  unless  alterations  are  involved  affecting  the 
structural  conditions  of  the  building. 

i  “ 

APPLIANCE  SUBMITTED  FOR  APPROVAL 
1149-27-SA. 

APPLICANT — Enterprise  Engineering  Co.,  Inc.,  of  N.  Y. 
SUBJECT— Enterprise  Rotary  Fuel  Oil  Burner— Amend¬ 
ment  of  resolution  relative  to  use  of  grade  of  oil 
APPEARANCES— 

For  Applicant :  H.  M.  Ficken  and  E.  R.  Clark. 
ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 


Negative  .  o 

Absent  .  q 


THE  RESOLUTION— 

(1149-27-SA) 

Whereas,  A.  W.  Dovel  Co.,  Inc.,  filed  October  26,  1927, 
an  application  with  the  Board  of  Standards  and  Appeals 
for  approval  of  the  device  known  as  the  Enterprise  Rotary 
Fuel  Oil  Burner;  and 

Whereas,  after  inspqction  and  test  this  device  was  ap¬ 
proved  by  the  board  February  28,  1928,  the  resolution  read¬ 
ing  as  follows : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Enter¬ 
prise  Rotary  Fuel  Oil  Burner  for  use  with  Grade  A 
and  Grade  B  fuel  oil  in  domestic  and  commercial  in¬ 
stallations  when  equipped  with  automatic  controls  and 
safety  devices  and  installed  in  accordance  with  the 
fuel  oil  rules,  and  for  industrial  operation,  when  under 
the  constant  supervision  of  a  certified  operator.” 

and 

Whereas,  under  date  of  June  24,  1936,  an  amendment  of 
the  resolution  was  requested,  to  permit  the  installation  of 
the  Enterprise  Rotary  Fuel  Oil  Burner  for  full  automatic 
operations  in  domestic  and  commercial  installations  and 
for  industrial  installation  with  No.  6  fuel  oil  preheated- 
and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  Bureau  of  Combustibles  of  the  Fire  Depart¬ 
ment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board,  sup¬ 
plemented  by  that  of  the  representation  of  the  Bureau  of 
Combustibles  of  the  Fire  Department,  reads  substantially 
as  follows  : 

In  accordance  with  the  action  of  the  board  of  July  7, 
1936,  an  inspection  and  test  of  the  above  mentioned 
burner  was  made  and  it  was  found  that  the  same  is 
installed  in  accordance  with  the  regulations  adopted  by 
the  Boai  d  of  Standards  and  Appeals  on  the  original 
approval,  with  the  following  exceptions  : 

An  Asco  oil  valve  and  a  “Wells”  automatic  elec¬ 
tric  heater  has  been  installed.  This  type  of  electric 
heater  is  designed  to  maintain  the  oil  at  a  predeter¬ 
mined  temperature.  The  heater  consists  of  a  head 
having  one  or  more  sheathed  electric  heating  elements 
with  a  thermostatic  element  immersed  therein.  This 
keeps  the  oil  at  a  predetermined  temperature  (125° 
F.).  There  is  also  a  thermostatic  limit  switch  which 
prevents  the  starting  of  the  burner  until  the  oil  temper¬ 
ature  is  at  the  required  setting. 

The  burner  could  not  be  operated  on  a  cold  start 
until  the  oil  reached  125°  F.  ,  The  burner  was  put  in 
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normal  operation  and  it  was  found  that  the  controls, 
i.e.,  a  Minneapolis  Honeywell  Protecto-Relay  operated 
as  designed.  If  the  burner  is  swung  open  under  oper¬ 
ating  conditions,  the  electrical  contact  is  broken  and 
the  burner  is  shut  off. 

The  burner  controls  consist  of : 

Minneapolis  Honeywell  pressuretrol. 

Minneapolis  Honeywell  R48  stack  switch. 

Minneapolis  Honeywell  gas  valve  (solenoid). 

Asco  heavy  duty  oil  valve. 

Minneapolis  Aquastat. 

High-low  fire  control  (synchronizes  gas  and  oil). 

It  is  therefore  recommended  that  the  above  men¬ 
tioned  burner  be  approved  for  use  of  No.  6  Commer¬ 
cial  Grade  Fuel  Oil  in  a  fully  automatic  installation, 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals. 

and 

Whereas,  this  device  has  been  approved  by  the  Under¬ 
writers  Laboratories. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Enterprise  Rotary 
Fuel  Oil  Burner,  for  use  in  domestic  installations  with 


fully  automatic  controls  for  fuel  oil  not  heavier  than  No.  5 
U.  S.  Department  of  Commerce  Standards,  and  for  com¬ 
mercial  and  industrial  installations,  with  fuel  oil  not  heaviei 
than  No.  5  U.  S.  Department  of  Commerce  Standards 
when  cold,  and  No.  6  when  preheated,  on  condition  thai 
the  installation  conforms  to  the  Oil  Burner  Rules  of  th( 
Board  of  Standards  and  Appeals  and  that  in  commercia 
and  industrial  installation  with  No.  5  or  No.  6  oil,  the  in 
stallation  shall  be  under  the  constant  supervision  of  ar 
operator  holding  a  certificate  of  fitness,  and  that  then 
shall  be  permanently  attached  to  each  burner  installed  £ 
label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  1149-27-SA. 


Adjourned,  11:45  a.m.,  to  July  28,  1936,  at  10  a.m. 

Edward  V.  Barton,  Chief  Clerk 
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^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held.  Tuesday,  March  31,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  14,  Vol.  XXI,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(31-33-BZ) 

Whereas,  this  application  to  permit  partly  in  a  resi¬ 
dence  use  district  and  partly  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  station  af¬ 
fecting  premises  610-622  Utica  avenue,  northwest  corner 
of  Winthrop  street  (Block  No.  4603,  Lot  Nos.  40  and 
43),  Borough  of  Brooklyn,  was  granted  by  the  board  June 
9,  1933,  for  a  period  of  two  years  on  certain  conditions, 
time  to  obtain  permits  and  complete  work  extended  Sep¬ 
tember  19,  1933 ;  a  similar  request  for  extension  of  time 
to  obtain  permits  and  complete  work  denied  September 
18,  1934,  time  extended  to  obtain  permits  and  complete 
work  by  order  of  Court  April  16,  1935 ;  and 

Whereas,  the  owner,  through  his  attorney,  John  J.  M. 
O’Shea,  requested  a  further  extension,  of  the  temporary 
period  for  five  years  and  the  time  to  complete  the  work, 
the  temporary  permit  having  expired  and  work  not  hav¬ 
ing  been  completed ;  and 

Whereas,  the  case  was  reopened  by  vote  of  the  board 
June  18,  1935;  and 

Whereas,  a  public  hearing  was  held  on  this  application 

* Correction — the  word  “residence”  changed  to  “business” 
in  line  39  of  resolution. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


by  the  Board  of  Standards  and  Appeals,  at  its  regula 
meeting,  March  31,  1936,  after  due  notice  by  publication  iij 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  am 
Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  Utica  avenue  is  in  a  busines 
district ;  Winthrop  street  is  in  residence  and  business  dis 
tricts  and  East  49th  street  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  commissioner  of  building: 
rendered  December  30,  1935,  reads : 

“Proposed  gasoline  service  station  to  be  locate 
partly  in  a  business  use  and  partly  in  a  residents 
district  is  contrary  to  Art.  II,  Sect.  4a  and  Sect.  1 
respectively,  of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  ha\ 
ing  a  frontage  of  120  ft.  on  Winthrop  street  and  100  f 
on  Utica  avenue.  The  west  portion  of  the  plot  extend 
into  the  residence  district  for  a  distance  of  20  ft.  and  th 
remainder  of  the  plot  is  in  the  business  district;  propose 
to  erect  upon  the  plot  a  one-story  building  24  ft.  by  5 
ft.  in  area  to  be  used  as  an  auto  laundry,  lubritorium  an 
office  and  proposes  also,  to  erect  the  necessary  tanks  an 
pumps  for  a  gasoline  service  station ;  and 

Whereas,  the  board  in  order  to  be  informed  inspecte 
these  premises  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  applicant  had  failed  t 
substantiate  the  basis  of  his  application  for  renewal  c 
the  permit  and  its  extension  for  a  period  of  five  years. 

Resolved,  that  the  decision  of  the  commissioner  of  buih 
ings  be  and  it  hereby  is  affirmed  and  the  application  I 
and  it  hereby  is  denied. 


at  the  Distribution  Division  of  the  City  Record  Offic 
Room  2213,  Municipal  Building,  Manhattan.  Price  31 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  1 
added  for  postage. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  c 
the  Tenement  House  Department  on  Fire  Retarding,  Fii 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  s 
the  Distribution  Division  of  the  City  Record  Office,  Rooi 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12 
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^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  July  7,  1936,  as  they  appeared 
in  Bulletin  No.  28,  Vol.  XXI,  are  hereby  corrected  to  read 
as  follows : 

THE  RESOLUTION— 

(15S-36-BZ) 

Whereas,  Tobias  Goldstone,  for  Herap  Properties,  Inc., 
and  Simon  Holland,  owners,  filed  May  27,  1936,  an  appli¬ 
cation  under  the  building  zone  resolution  to  permit  the 
extension  from  an  unrestricted  use  district  into  a  business 
use  district  of  an  existing  structural  iron  works ;  prem¬ 
ises  :  258-280  Lott  avenue,  540-554  Christopher  avenue, 
southwest  corner,  and  821-835  Stone  avenue,  southeast 
corner  of  Lott  avenue  (Block  No.  3855,  Lot  Nos.  10  and 
17),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lott  avenue  is  ah  unre¬ 
stricted  and  business  district ;  Christopher  avenue  is  in 
a  business  and  unrestricted  district  and  Stone  avenue  is 
in  an  unrestricted  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  11,  1936,  Plan  No.  6353-1936,  reads: 

“1.  Proposed  extension  of  a  prohibited  use — Iron 
works — from  an  unrestricted  into  a  business  use  dis¬ 
trict  is  contrary  to  art.  II,  sec.  4a  (19)  of  the  Building 
Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  200  ft.  and  a  depth  of  140  ft.  on 
Christopher  avenue  and  on  Stone  avenue;  the  east  half 
of  the  plot  is  in  a  business  district  and  the  west  half  is 
in  an  unrestricted  use  district.  The  west  half  of  the 
plot  is  developed  with  a  structural  iron  fabricating  works. 
Proposed  to  extend  this  use  over  the  entire  plot.  There  is 
a  building  and  a  traveling  crane  located  on  the  west  half  of 
the  plot;  it  is  proposed  to  extend  this  building  and  also 
the  crane  over  the  east  half  of  the  plot;  part  of  the  pro¬ 
posed  building  to  be  occupied  as  a  three-car  garage,  40  ft. 
by  30  ft.  in  area ;  and 

Whereas,  there  is  a  considerable  question  as  to  whether 
the  proposed  use  is  excluded  in  a  business  use  district 
under  section  4a-19  inasmuch  as  the  proposed  use  is  for 
fabricating  of  steel  only  and  not  a  foundry  nor  a  blast 
furnace  and  a  steel  rolling  mill ;  and 
Whereas,  the  objection  of  the  commissioner  of  build¬ 
ings  is  not  based  under  section  4B  on  the  ground  of  noise  ; 
and 


* Correction — words  “Lott  avenue  and”  deleted  in  line  82 
of  resolution,  word  “sides”  changed  to  “side”  in  line  83, 
words  “partially  enclosed”  added  in  line  84  and  words 
“Lott  avenue  side  for  a  portion  of  the  height  for  the  pur¬ 
pose  of  minimizing  the  noise”  substituted  for  words  “lot 
side”  in  line  84. 


Whereas,  it  is  proposed  to  use  the  plot  for  uses  which 
are  conforming  in  a  business  district,  namely,  storing  of 
steel  beams  and  a  private  garage  intended  solely  for  hous¬ 
ing  motor  vehicles  used  in  the  business  and  the  only 
ground  for  objection  is  that  the  premises  are  to  be  used 
as  accessory  to  the  existing  fabricating  plant  which  is 
located  in  an  unrestricted  use  district  and  is  there  by 
right  and  should  be  permitted  to  expand  with  reasonable 
safeguards  to  protect  the  adjacent  premises  zoned  for 
business  uses ;  and 

Whereas,  except  for  a  portion  of  Christopher  avenue 
the  surrounding  area  for  several  blocks  on  all  sides  is 
zoned  for  unrestricted  uses ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises; 
and 

Whereas,  the  board  deemed  that  the  proposed  use 
should  be  granted  under  proper  safeguarding  conditions 
and  that  granting  a  variance  in  view  of  the  substantially 
conforming  nature  of  the  proposed  use  would  be  a  proper 
exercise  of  power  under  section  7C. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and. that  the  application  be  and  it  hereby  is  granted  under 
section  7-c  to  permit  the  plot  under  appeal  to  be  used  as 
an  extension  of  the  structural  iron  fabricating  works  now 
occupying  the  adjoining  Lot  10  to  the  west  in  an  unre¬ 
stricted  district;  on  condition  that  the  fabrication  of  steel 
shall  be  exclusively  restricted  to  Lot  10;  that  no  riveting 
shall  be  carried  on  in  the  premises  under  appeal  and  that 
in  the  adjoining  premises,  now  occupied  on  Lot  10  the 
riveting  shall  be  done  within  a  roofed  enclosure  to  reduce 
the  objectionable  noise;  that  the  building  in  which  the  ex¬ 
tension  of  the  crane  is  proposed  to  be  erected  shall  be 
completely  roofed  over  and  shall  be  completely  enclosed 
with  brick  walls  on  the  Christopher  avenue  side  and  par¬ 
tially  enclosed  with  brick  or  metal  on  the  Lott  avenue  side 
for  a  portion  of  the  height  for  the  purpose  of  minimizing 
the  noise;  that  there  shall  be  a  wall  not  less  than  20  ft. 
high  erected  between  this  proposed  crane  building  and  the 
proposed  private  garage  building  as  permitted  in  a  business 
use  district  along  the  Christopher  avenue  building  line ; 
that  any  opening  in  this  wall  shall  be  not  over  12  ft.  in 
width  and  shall  be  protected  with  solid  gates  that  shall  be 
closed  at  all  times  except  while  trucks  are  entering  or 
leaving  the  premises;  that  any  gate  to  Lott  avenue  from 
the  premises  under  appeal  shall  have  similar  solid  doors, 
kept  closed  except  when  trucks  are  entering  or  leaving  the 
premises ;  that  along  Lott  avenue  in  front  of  the  present 
premises  on  Lot  10  the  crane  building  shall  be  enclosed  for 
the  full  height  with  heavy  sheet  metal  and  roofed  over; 
that  the  structural  steel  crane  shall  be  so  constructed  as  to 
be  operated  with  as  little  amount  of  noise  as  possible ; 
that  no  material  shall  be  stored  beyond  the  building  line 
of  the  premises;  that  complete  plans  shall  be  submitted 
and  approved  by  the  chairman  in  behalf  of  the  board 
before  same  are  filed  with  the  commissioner  of  buildings; 
and  that  this  variance  shall  continue  only  so  long  as  con¬ 
ditions  as  herein  set  forth  are  complied  with. 


 NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


.  Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they,  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each— postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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Published  at  request  of  the  Fire  Chief  and  Commissioner 

FIRE  DEPARTMENT,  CITY  OF  NEW  YORK 

Specifications  for  tank  trucks  transporting  volatile  in¬ 
flammable  oils  were  approved  by  the  Fire  Commissioner 
on  May  20th,  1933.  1  he  following  specifications  contain 

all  corrections  as  required  by  certain  amendments  made 
to  the  Code  of  Ordinances  on  July  18th,  1935  pertaining 
to  the  transportation  or  delivery  of  petroleum  products  in 
tank  trucks.  gec 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(GASOLINE,  BENZINE,  BENZOLE,  ETC.) 

To  be  used  in  the  transportation  or  delivery  for  the  stor¬ 
age,  sale  or  use  within  the  City  of  any  petroleum  or  shale 
oil,  or  the  liquid  products  of  either,  or  coal  tar  which  will 
emit  an  inflammable  vapor  at  a  temperature  below  100°  F. 
when  tested  in  a  Tagliabue  open  cup  tester  in  accordance  i>ec- 
with  the  provisions  of  Sections  113-114,  Article  8,  Chap¬ 
ter  19  of  the  Code  of  Ordinances,  effective  July  18th,  1935. 

PERMIT 

Sec.  1.1. .  .No  person,  firm  or  corporation  shall  transport 
or  deliver  for  sale,  storage,  or  use  within  the 
City  any  petroleum  or  shale  oil  or  the  liquid 
products  of  either  or  coal  tar  which  will  emit 
an  inflammable  vapor  below  100°  F.  when 
tested  in  a  Tagliabue  open  cup  tester  except 
in  a  tank  truck  for  which  a  permit  has  been 
granted  by  the  Fire  Chief  and  Commissioner. 

(Sec.  113,  Art.  8,  Chap.  10.) 

1.2.. . A  permit  is  required  for  each  tank  truck  for 
the  transportation  or  delivery  for  storage,  sale 
or  use  within  the  City  of  any  petroleum  or 
shale  oil  or  the  liquid  products  of  either  or 
coal  tar  which  will  emit  an  inflammable  vapor 
below  100°  F.  when  tested  in  a  Tagliabue 
open  cup  tester.  (Sec.  113,  Art.  8,  Chap.  10.) 

1.3. .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Sec.  20,  Art.  8,  Chap.  10.) 

1.4.. . Unless  otherwise  provided  every  permit  for  a 

tank  truck  and  the  renewal  thereof  shall  be 
for  a  period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year.  (Sec.  26,  Art.  2,  Chap.  10.) 

1.5.. . The  permit  it  revocable  and  not  transferable 

and  in  the  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43, 

Art.  3,  Chap.  10.) 

1.6.. . The  metal  permit  plate  furnished  by  the  Fire 

Department  at  the  same  time  the  Fire  De¬ 
partment  permit  is  issued  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  tank  truck  and  be  so  displayed 
during  the  life  of  the  permit.  (Sec.  114,  Art. 

8,  Chap.  10.) 

1.7.. . The  Fire  Department  Inspection  Card  fur¬ 

nished  at  same  time  the  Fire  Department 
Permit  is  issued  must  be  carried  at  all  times 
in  the  cab  of  the  truck  in  a  card  holder.  (Sec. 

114,  Art.  8,  Chap.  10.) 

1.8.. . No  person  shall  sell  or  deliver  any  volatile 

inflammable  oil  in  quantities  exceeding  one 
gallon  into  any  tank  truck  which  has  not  been 
granted  a  permit  by  the  Fire  Chief  and  Com¬ 
missioner  for  the  transportation  or  delivery  of 
said  volatile  inflammable  oil.  (Sec.  114,  Art. 

8,  Chap.  10.) 

1.9.. . Each  vendor  of  volatile  inflammable  oil  shall 

render  to  the  Fire  Commissioner  on  or  before  Sec. 
the  tenth  of  each  month,  a  statement  verified 


as  to  its  correctness  by  an  affidavit  showing 
the  total  quantity  of  volatile  inflammable  oil 
in  excess  of  5  gallons  delivered  to  each  pur¬ 
chaser  in  the  city  during  the  preceding 
month :  provided,  however,  that  no  report 
shall  be  required  of  volatile  oil  delivered  di¬ 
rectly  to  the  fuel  tanks  of  motor  vehicles, 
motorcycles,  motor  tricycles,  motor  boats,  air¬ 
ships,  aeroplanes  and  other  similar  craft  and 
vessels.  (Sec.  114,  Art.  8,  Chap.  10.) 

1.10.  .Complete  specifications  of  the  truck  with  de¬ 
tail  construction  drawings  showing  plan  and 
elevation  of  the  tank,  also  carrying  capacity 
of  the  chassis  shall  be  filed.  This  section  will 
not  apply  to  existing  equipment.  (Sec.  114, 
Article  8,  Chapter  10.) 

CERTIFICATE  OF  FITNESS 

2.1.. . Each  tank  truck  for  which  a  permit  is  re¬ 

quired  shall  be  in  charge  of  a  person  holding 
a  certificate  of  fitness  issued  by  the  Fire  Chief 
and  Commissioner,  whose  duty  it  will  be  to 
see  that  all  safety  devices  are  in  place  and  in 
proper  working  order;  that  truck  is  properly 
grounded  when  filling  or  discharging  and  that 
all  pipe  connections  and  fill  cap  covers  are  oil 
tight  and  shall  produce  on  the  demand  of  any 
representative  of  the  Fire  or  Police  Depart¬ 
ments  his  certificate  of  fitness,  the  Fire  De¬ 
partment  permit  and  the  inspection  card  for 
that  particular  tank  truck  he  is  in  charge 
of.  (Sec.  114,  Art.  8,  Chap.  10.) 

2.2. .  .Applicants  for  a  Certificate  of  Fitness  must 

(A)  be  at  least  21  years  old; 

(B)  have  a  reasonable  understanding  of 
the  English  language  and  be  able  to 
answer  satisfactorily  such  questions  as 
may  be  asked  upon  his  examination; 

(C)  Produce  such  evidence  of  his  char¬ 
acter,  habits  and  past  employment  as 
may  be  satisfactory  to  the  Fire  Chief 
and  Commissioner; 

(D)  Pass  an  examination  by  a  person  or 
body  designated  by  the  Fire  Chief  and 
Commissioner  upon  the  law  and  ordi¬ 
nance  regulations  governing  the  trans¬ 
portation,  storage  and  use  of  the  ar¬ 
ticle  relating  to  or  connected  with  the 
service  to  be  performed  by  him  upon 
the  risks  incident  to  his  employment 
and  upon  his  knowledge  of  the  precau¬ 
tions  necessary  to  be  taken  in  connec¬ 
tion  therewith. 

(E)  Each  application  for  such  certificate 
shall  be  accompanied  with  two  un¬ 
mounted  photographs  of  the  applicant 
taken  in  ordinary  working  clothes  not 
less  than  2  by  3  inches;  one  of  which 
shall  be  attached  to  the  application,  the 
other  to  the  Certificate  of  Fitness. 

(F)  Examination  for  renewals  of  certifi¬ 
cates  of  fitness  may  be  waived  in  the 
discretion  of  the  Fire  Chief  and  Com¬ 
missioner.  (Sec.  21,  Art.  2,  Chap.  10.) 

2.3. .  .Unless  otherwise  provided  every  certificate  of 

fitness  and  the  renewal  thereof  shall  be  for  a 
period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year,  is  revocable  and  not  transferable.  Fee 
Originals  $5.00 — Renewals  $2.00.  (Sec.  42,  Art. 
3,  Chap.  10.) 

METHODS  OF  DISCHARGE 

3.1.. . The  volatile  liquid  may  be  discharged  either 

by  means  of  syphon  or  by  pumping.  Dis- 
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charge  by  the  standard  gravity  method  will  Sec. 
not  be  permitted. 

3.2.. . Not  more  than  one  compartment  shall  be  dis¬ 

charged  at  any  one  time. 

3.3.. . The  mechanism  controlling  discharge  and  the 

discharge  outlet  from  the  tank  shall  be  at  the 
rear  and  shall  be  housed  in  a  control  box  in¬ 
tegral  with  the  tank  body. 

Discharge  by  “SYPHON”  shall  be  as  follows : 

3.4.. . A  common  header  of  not  less  than  2  inches 

in  diameter  shall  be  housed  within  the  tank; 
shall  be  welded  into  the  partitions  and  rear 
head  of  the  tank  and  shall  be  free  from 
threaded  joint. 

3.5.. . The  outlet  from  the  tank  compartments  into 

such  discharge  header  shall  be  controlled  by 
hydraulically  or  mechanically  operated  valves 
situated  at  the  outlet  proper  of  each  compart¬ 
ment.  Such  compartment  outlet  valves  shall 
be  operated  selectively  from  the  control  box 
and  such  control  shall  not  permit  the  open¬ 
ing  of  more  than  one  compartment  at  a  time. 

Such  valves  shall  be  capable  in  emergency  of 
being  closed  manually  both  from  the  driver’s 
seat  and  from  the  control  box.  No  valve 
shall  be  capable  of  being  opened  from  the 
driver’s  cab. 

3.6.. . There  shall  be  a  single  delivery  outlet  in 

which  shall  be  placed  a  self-closing  valve  or 
a  valve  closing  automatically  when  subjected 
to  a  temperature  of  165  degrees  Fahrenheit; 
such  valve  to  operate  in  conjunction  with  an 
additional  valve  installed  in  such  a  delivery 
assembly  and  opening  against  the  flow  of  li¬ 
quid  and  so  placed  that  it  will  close  automat¬ 
ically  if  a  break  occurs  in  the  delivery  as¬ 
sembly. 

3.7.. . There  shall  be  a  syphon  breaker  in  the  dis¬ 

charge  line ;  said  breaker  to  be  open  at  all 
times,  except  when  compartment  is  discharg¬ 
ing,  and  to  be  operated  and  controlled  in  con¬ 
junction  with  the  compartment  outlet  valves. 

The  syphon  breaker  shall  be  housed  within 
the  tank. 

3. 8.. . The  syphon  action  shall  be  established  by  a 

hand  operated  pump  of  approved  design. 

3.9.. . 0.  the  syphon  type  discharge  tanks  con¬ 

structed  previous  to  May  20th,  1933  the  pro¬ 
visions  that  “the  motor  ignition  system  shall 
be  so  arranged  that  the  motor  cannot  be 
started  except  by  use  of  an  ignition  switch 
located  wdthin  the  drivers  cab”  and  the  mech¬ 
anism  located  in  the  control  box  at  the  rear 
of  the  truck  shall  be  inaccessible  while  the 
propelling  motor  of  the  truck  is  in  operation. 
Provision  shall  be  made  to  require  “the  stop¬ 
ping  of  the  motor  before  the  control  box  door 
can  be  opened  and  to  require  the  closing  of 
the  control  box  door  before  starting  the  mo¬ 
tor”  is  waived.  ^ec> 

Discharge  by  “PUMP”  shall  be  as  follows : 

3.10..  A  common  header  of  not  less  than  2  inches 
in  diameter  shall  be  located  at  the  top  of  the 
tank;  secured  by  welding  and  shall  be  free 
from  threaded  joints. 

3.11..  A  riser  pipe  shall  be  provided  in  each  com¬ 
partment  with  inlet  near  the  bottom.  A  self¬ 
closing  hydraulically  operated  valve  shall  be 
located  between  the  riser  pipe  and  the  single 
delivery  pipe. 

3. 12..  The  pump  shall  be  of  the  positive  displace¬ 
ment  and  suction  type,  hydraulically  oper¬ 
ated. 


3.13..  The  pump  shall  be  located  inside  the  tank 
body. 

3.14..  The  pump  shall  be  operated  by  means  of  a1 
motor  unit  pump.  Both  discharge  pump  and 
motor  unit  pump  shall  contain  no  external 
moving  parts  or  stuffing  boxes.  Pump  rotors 
shall  not  be  in  contact  with  each  other  or 
the  pump  housing. 

3. 15..  The  motor  unit  pump  shall  be  operated  by 
means  of  lubricating  oil  under  pressure  from 
a  circulating  pump  having  power  takeoff  and 
oil  storage  near  the  engine  or  the  cab. 

3. 16..  The  oil  circulating  pump  shall  be  controlled 
by  a  hand  clutch.  The  hand  clutch  shall  be 
arranged  to  move  to  the  off  position  should 
the  tank  truck  be  moved. 

3.17..  The  lubricating  oil  pumped  from  the  oil  cir¬ 
culating  pump  shall  pass  through  a  selector 
valve  control,  which  shall  be  located  in  the 
control  box,  and  such  oil  shall  be  returned  to 
its  source  without  movement  of  either  the  in¬ 
side  compartment  valve  or  the  '  motor-unit- 
pump  until  such  time  as  the  selector  valve  is 
opened.  The  inside  compartment  valve  shall 
be  opened  and  the  motor-unit-pump  started 
simultaneously. 

3. 18..  011. circulating  and  return  lines  between  the 
cab  and  the  tank  body  shall  be  of  the  high 
pressure  armored-hose  with  suitable  fittings. 

3.19..  The  lubricating  oil  circulating  pump  shall  be 
independent  of  the  engine  oil  circulating  sys¬ 
tem. 

3.20..  The  outlet  valve  from  each  compartment  shall 
be  operated  selectively  and  only  from  the  con¬ 
trol  box  by  means  of  the  oil  hydraulic  selector 
control. 

3.21..  The  hydraulic  selector  control  shall  also  be 
arranged  to  close  the  inside  valves  by  the 
closing  of  the  control  box  door,  also  by  the 
releasing  of  the  oil  pressure  by  the  melting 
of  a  suitable  fusible  device  at  not  more  than 
165°  F. 

3.22..  An  automatic  by-pass  or  pressure  relief  shall 
be  an  integral  part  of  the  gasoline  discharge 
pump,  and  shall  be  set  and  sealed  to  prevent 
a  discharge  pressure  in  excess  of  five  pounds 
per  square  inch. 

3.23..  A  small  self-closing  whistle  valve  shall  be 
provided  at  the  top  of  hose  in  the  control  box 
for  admitting  air  into  the  hose  for  drainage 
purposes. 

3.24..  0.  each  tank  a  grounded  hose  having  bronze 
fittings  shall  at  all  times  be  connected  to  the 
single  delivery  outlet  and  shall  be  arranged 
to  form  a  good  grounding  contact  between 
the  tank  body  and  an  underground  storage 
system. 

TANK  CAPACITY 

4.1.. . The  total  capacity  of  the  tank  shall  not  ex¬ 

ceed  1,920  gallons  of  volatile  inflammable  oils. 

4.2.. . The  tank  shall  be  divided  into  one  or  more 
independent  compartments,  no  one  of  which 
shall  exceed  in  capacity  320  gallons. 

4.3.. . Each  compartment  shall  be  provided  with  at 
least  two  and  one-half  per  cent  additional 
space  for  expansion. 

4.4.. . Each  compartment  shall  be  provided  with  a 

sealed  indicator  or  guide  for  filling. 

4.5.. . The  total  capacity  of  the  wing-tanks  or 
mounting  tanks  (when  used  instead  of  run¬ 
ning  boards)  shall  not  exceed  300  gallons  of 
lubricating  oils. 


RULES 

TANK  CONSTRUCTION 


Sec.  5.1... Each  tank  shall  be  an  all-metal  welded  rigid 
structure,  elliptical  in  cross  section  and  con¬ 
struction  of  not  less  than  3/16  inch  selected 
steel  throughout. 

5.2.. . All  seams  shall  be  welded,  both  inside  and 

outside,  and  shall  be  of  the  full  fillet  weld. 

5.3. .  .Wrapper  sheets  shall  not  be  pierced  below 

the  normal  liquid  level. 

5.4.. . A  control  box  shall  be  provided  at  the  rear 

of  the  tank  and  shall  be  welded  to  the  tank 
body.  The  door  of  the  control  box  shall  be 
hinged  at  the  top  and  shall  close  by  gravity, 
also  by  the  fusing  of  a  165°  F.  metal.  No 
bottom  shall  be  provided  in  the  control  box 
excepting  on  tanks  constructed  previous  to 
May  20th,  1933'  in  which  cases  it  shall  be  ade¬ 
quately  ventilated  and  drained  in  such  a  man¬ 
ner  that  no  articles  such  as  pipe  fittings,  rags, 
etc.,  can  be  carried. 

5.5.. . For  “SYPHON”  type  tanks,  the  heads  and 

partitions  shall  each  be  in  one  piece;  shall  ex¬ 
tend  beyond  the  shell  and  shall  be  connected 
so  as  to  afford  rigid  construction.  The  wrap¬ 
per  sheet  for  each  compartment  shall  be  in 
one  piece  having  the  longitudinal  seam  lo¬ 
cated  near  the  top. 

5.6.. . For  “PUMP”  type  tanks,  the  heads  and  par¬ 

titions  shall  each  be  in  one  piece  and  shall 
not  be  pierced  at  any  point.  The  wrapper 
sheet  shall  extend  for  the  full  length  of  the 
tank.  The  longitudinal  seams  shall  be  located 
near  the  top. 

RELIEF  VENTS 

Sec.  6.1... Each  compartment  shall  be  protected  by  a 
combination  breather  and  relief  valve. 

6.2.. . The  relief  valve  shall  have  a  through  area  of 
not  less  than  1*4  inches  in  diameter  and  shall 
be  held  normally  closed  by  a  spring  tension 
of  not  more  than  5  pounds  per  square  inch. 

6.3.. . The  breather  valve  shall  have  a  through  area 

of  not  less  than  ^4  inch  in  diameter  and  shall 
be  held  normally  closed  by  sufficient  spring 
tension  as  not  to  appreciably  interfere  with 
the  pump  or  syphon  action. 

6.4.. . The  inlet  and  outlet  of  each  combination 

breather  and  relief  vent  shall  be  protected  by 
40  x  40  mesh  wire  screens,  so  located  as  not  to 
interfere  with  the  required  through  area  of 
the  vent. 

COVERS 

Sec.  7.1... A  manhole  shall  be  provided  for  each  com¬ 
partment  having  a  maximum  width  of  fifteen 
(15)  inches  and  a  filler  cap  of  not  more  than 
six  (6)  inches  in  diameter. 

7.2.. . Except  when  filling,  and  during  transit  and 

delivery,  the  manhole  and  filler  openings  shall 
be  maintained  vapor  and  liquid  tight  with 
self-locking  covers,  which  shall  not  open  at 
more  than  91°.  The  hinges  shall  be  placed 
toward  the  cab.  The  vents  shall  be  located 
either  in  the  dome  or  cover  and  shall  be  of 
the  type  and  size  as  specified  in  Section  6  of 
these  specifications. 

TEST 

Sec.  8.1... At  least  one  tank  in  ten  shall  be  tested  by 
the  manufacturer  in  the  presence  of  the  Fire 
Commissioner  or  his  representative. 

8.2.. . Each  tank  shall  be  tested  at  the  place  of 


manufacture,  and  shall  withstand  without 
leaking  a  hydrostatic  test  of  not  less  than  15 
pounds  per  square  inch.  A  written  statement 
of  each  tank  test  shall  be  signed  by  the  man¬ 
ufacturer  and  filed  with  the  Fire  Commis¬ 
sioner  certifying  as  to  the  test  and  compli¬ 
ance  with  these  specifications. 

Sec.  8.3... Each  tank  shall  be  capable  of  withstanding 
without  structural  injury,  a  test  of  dropping 
while  filled  with  water  a  distance  of  four  (4) 
feet  and  landing  upon  its  mounting  on  a  solid 
flat  surface. 

STATIC  ELIMINATOR 

Sec.  9.1 ..  .Provision  shall  be  made  near  the  rear  or  near 
the  front  of  the  tank,  or  both,  for  a  static 
eliminator  connection.  The  connection  must 
be  made  with  a  good  ground  before  the  tank 
is  filled  at  the  loading  rack.  The  connection 
shall  consist  of  an  unpainted  piece  of  brass 
or  non-corrodable  metal  welded  or  braised  to 
the  tank  body,  excepting  that  on  tanks  con¬ 
structed  previous  to  May  20th,  1933,  where  no 
static  eliminators  have  been  provided,  some 
part  of  the  truck  shall  be  freed  from  paint 
upon  which  shall  be  fastened  the  grounding 
clip  of  the  loading  rack. 

MOUNTING 

Sec.  10.1... Each  tank  shall  be  so  mounted  on  the  chassis 
that  it  will  not  be  subjected  to  twisting  strains 
by  the  twisting  of  the  chassis  frame;  also  in 
such  a  manner  as  to  eliminate  shifting  or 
twisting  of  the  tank  in  its  mounting  and  to 
eliminate  friction  between  the  tank  and  such 
mounting;  and  so  as  not  to  impair  the  flex¬ 
ibility  of  the  chassis  frame.  No  sillings  and/ 
or  cradles  of  combustible  material  shall  be 
employed  in  supporting  the  tank  body. 

10.2.. . When  a  tank  truck  that  was  accepted  prev¬ 

ious  to  May  20th,  1933  (constructed  accord¬ 
ing  to  specifications  adopted  March  19,  1925) 
is  taken  out  of  service  or  sold  or  the  tank  is 
remounted  on  another  new  or  used  chassis 
the  specifications  in  force  at  the  time  of  the 
change  shall  apply  in  their  entirety. 

10.3.. . For  “PUMP”  type  tanks,  the  tanks  shall  be 

supported  on  rectangular  stiffeners  or  cradles, 
which  shall  extend  the  full  length  of  the  tank, 
effectively  braced,  and  welded  to  the  tank 
body.  The  rectangular  stiffeners  or  cradles 
may  be  used  to  transport  lubricating  oil  in¬ 
stead  of  or  in  combination  with  the  wing- 
tanks. 

10.4.. . The  use  of  any  standard  brake  lining  is  per¬ 

mitted  to  eliminate  friction  between  the  tank 
and  mounting. 

BUMPERS 

Sec.  11.1... Fixed  substantial  steel  bumpers  shall  be  pro¬ 
vided  at  the  front  and  at  the  rear  of  the 
chassis.  The  material  used  shall  be  of  di¬ 
mension  and  strength  equal  to  6-inch  steel 
channel,  weighing  10J4  pounds  per  foot. 

MUD  GUARDS 

Sec.  12.1... The  front  mud  guards  shall  extend  the  full 
width  of  the  running  boards  and  chassis. 

MUFFLER 

Sec.  13.1... The  outlet  of  the  muffler  shall  terminate  un¬ 
der  cab  or  engine. 
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RULES 


Sec.  13.2... No  joints  in  that  part  of  exhaust  piping  or 
muffler  located  below  the  cab  will  be  per¬ 
mitted. 

BRAKES 

Sec.  14.1 ..  .Service  brakes  shall  be  of  an  approved  4- 
wheel  power  operated  type  and  so  designed 
that  they  will  be  capable  of  bringing  the  ve¬ 
hicle  to  a  stop  in  the  event  of  failure  of  the 
source  of  power.  No  power  or  actuating  cy¬ 
linder  shall  be  located  within  the  rear  brake 
drum. 

14.2.. . The  total  effective  service  brake  lining  area 

shall  be  not  less  than  580  square  inches  prop¬ 
erly  distributed  on  4  wheels. 

14.3.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  they  comply  with  the  motor  vehicle 
laws  of  the  State  of  New  York  and  the  stop¬ 
ping  requirements  of  the  Police  Department 
of  the  City  of  New  York  and  all  the  other 
sections  of  these  specifications. 

14.4.. . The  drive  shaft  brake  not  to  be  considered 

in  computing  the  braking  area. 

AXLES 

Sec.  15.1... The  rear  axle  shall  be  of  the  full-floating 
type  if  enclosed  drive. 

15.2.. . The  front  axle  weight,  when  fully  loaded, 

shall  be  not  less  than  one-quarter  of  the 
gross  weight. 

15.3.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  the  axle  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE 

•sec.  i6.1...Each  carburetor  shall  be  provided  with  a 
flash-back  device  which  shall  have  been  ap¬ 
proved  by  a  Nationally  Recognized  Labora¬ 
tory. 

16.2.. . Glass  gauges  in  gasoline  or  oil  lines  will  not 

be  permitted. 

16.3. .  .Carburetors,  when  located  above  the  exhaust 

manifold  or  hot  piping,  shall  be  provided  with 
a  suitable  drip  pan  draining  to  the  road. 

16.4.. . A  governor  must  be  provided  and  so  set  and 

sealed  as  to  prevent  a  truck  speed  in  excess 
of  22  M.  P.  Hour. 

16.5.. . 0.  a  chassis  still  in  service,  accepted  previous 
to  May  20th,  1933  the  engine  design  as  orig¬ 
inally  approved  shall  be  accepted. 

TIRES 

Sec.  17.1... No  tire  shall  be  loaded  beyond  its  rated  capa¬ 
city  as  given  by  the  Tire  and  Rim  Associa¬ 
tion. 

TRANSMISSION 

Sec.  18.1... No  over-direct  speed  will  be  permitted. 

18.2.. . No  two  range  transmission  will  be  permitted. 

18.3.. . Not  more  than  4  speeds  forward  will  be  per¬ 
mitted. 

18.4.. . 0.  a  chassis  still  in  service,  accepted  previous 
to  May  20th,  1933  the  transmission  design  as 
originally  approved  shall  be  accepted. 

ELECTRICAL  EQUIPMENT 

Sec.  19.1... The  starter  shall  be  controlled  by  a  magnetic 
switch,  which  shall  be  located  at  or  near  the 
starter,  excepting  on  a  chassis  still  in  service, 


approved  previous  to  May  20th,  1933,  no 
starter  shall  be  required. 

Sec.  19.2. ..  Battery  leads  shall  be  no  longer  than  prac¬ 
ticable. 

19.3.. . Each  lighting  circuit  shall  be  properly  fused 

with  not  more  than  10  amperes  cartridge  fuse. 

19.4.. . 51.e  signalling  lights  will  not  be  permitted. 

19.5. .  .Ignition  wiring  shall  be  securely  supported 

by  means  of  the  open  spacer  method  and  pro¬ 
tected  against  grounding,  or  by  fiber  tubing 
rigidly  supported. 

19.6. . . Battery  shall  be  rigidly  mounted  under  seat 

on  left  side  and  fully  partitioned  from  gaso¬ 
line  tank,  or  other  approved  location.  Battery 
shall  be  well  ventilated. 

19.7. .  .Lighting  equipment  shall  consist  of  not  more 
than  two  head-lamps  (or  side  lamps)  equip¬ 
ped  with  not  more  than  21  C.  P.  for  driving 
and  one  3  C.  P.  lamp  for  parking. 

19.8.. . Tail  light  shall  be  mounted  at  top  and  rear 

of  delivery  tank.  Tail  light  shall  not  exceed 
6  C.  P. 

19.9.. . A  two-wire  system  will  be  required,  except¬ 

ing  for  ignition  and  starting  circuits. 

19.10..  Dash  lamps  shall  not  exceed  more  than  3 
C.  P. 

19.11..  An  electric  horn  will  be  permitted,  but  no 
other  electrical  devices  or  accessories,  except¬ 
ing  on  a  chassis  still  in  service,  approved 
previous  to  May  20th,  1933  no  electric  horn 
shall  be  required. 

19.12..  No  ignition  or  transmission  lock  will  be  per¬ 
mitted. 

19. 13..  All  wiring  except  ignition  shall  be  encased  in 
metal  conduit. 

CAB 

Sec.  20.1... The  cab  shall  be  an  all  metal  structure.  A 
shatter-proof  glass  windshield  shall  be  pro¬ 
vided.  Approved  side  doors  may  be  used  if 
desired.  Combustible  side  curtains  will  be 
prohibited.  A  suitable  incombustible  sema¬ 
phore  and  reflector  mirror  shall  be  provided. 

20.2.. . 0.  a  chassis  still  in  service,  accepted  previous 
to  May  20th,  1933  the  cab  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE  FUEL  TANK 

Sec.  21.1... No  soldering  for  tightness  will  be  accepted 
in  the  construction  of  the  engine  fuel  tank. 

21.2.. . The  fill  or  intake  opening  and  vent  to  engine 

fuel  tank  shall  terminate  outside  the  cab,  but 
shall  not  protrude  more  than  5  inches  beyond 
the  side  of  the  cab.  The  fill  or  intake  open¬ 
ing  shall  be  protected  by  an  approved  screen 
and  a  self-closing  cover.  Engine  fuel  tank 
shall  be  located  inside  the  cab. 

21.3. .  .Gasoline  shall  be  supplied  to  the  carburetor 

by  mechanical  pump  only. 

21.4. .  .Gasoline  supply  line  to  carburetor  shall  be 

connected  through  the  top  of  the  supply  tank. 

21.5.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  engine  fuel  tank  design 
shall  be  accepted  as  originally  approved. 

RUNNING  BOARDS 

Sec.  22.1 ..  .Wing-tanks  may  be  substituted  for  running 
boards.  Only  lubricating  oils  will  be  per¬ 
mitted  for  transportation  in  the  wing-tanks. 
Not  more  than  one  100-gallon  tank,  which 
may  be  subdivided,  will  be  permitted  on 
either  side  of  the  tank  truck.  The  wing- 
tanks  or  the  running  boards  shall  extend  the 
full  length  of  the  tank  body.  Two  cans  for 
bucketing  the  lubricating  oil  may  be  carried 
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on  either  side  of  the  tank  truck  beneath  the 
wing-tanks  or  running  boards  or  in  suitable 
housings.  Draw-off  connections  shall  be  lo¬ 
cated  in  a  protected  location  under  the  wing- 
tanks  and  shall  be  of  the  self-closing  type 
with  means  for  locking.  Side  racks  for  cans 
are  prohibited. 

CHASSIS  WEIGHT 

Sec.  23.1... The  net  chassis  weight  without  accessories, 
such  as  cab,  spare  tire,  water,  gasoline,  front 
and  rear  bumpers,  etc.,  shall  weigh  not  less 
than  36  per  cent  of  the  gross  weight  of  a 
fully  loaded  and  completely  equipped  vehicle. 

EXAMPLE 


Weight  of  chassis  (net  dry) .  8700  lbs. 

Weight  of  tank  (1500  gallon) .  5000  lbs. 

Weight  of  gasoline  (1500  gals.  @ 

6.2)  . . .  9300  lbs. 

Weight  of  accessories  (cab,  water, 

gas,  tires,  bumpers,  etc.) .  1050  lbs. 


24050  lbs, 

36%  of  24,050  lbs.  equals  8,658  lbs.  mini¬ 
mum  weight  of  net  dry  chassis  acceptable. 

AFFIDAVITS 

Sec.  24.1... The  manufacturer  of  each  make  of  chassis 
shall  file  with  the  Fire  Commissioner  a  detail 
chassis  specification  with  drawings,  also  an 
affidavit  satisfactory  to  the  Fire  Commission¬ 
er  that  the  chassis  is  adequate  and  suitable  to 
transport  the  tank  and  its  contents  of  volatile 
inflammable  oils  in  New  York  City. 

24.2. .  .Specifications  of  the  chassis  shall  be  listed 
in  the  Commercial  Car  Journal  or  in  a  similar 
representative  publication.  Any  chassis  devi¬ 
ation  from  published  specification  data  must 
be  filed  with  the  Fire  Commissioner,  such  as 
chassis  weight  due  to  variations  in  wheelbase, 
tires,  sizes,  etc. 

GUARANTEE 

Sec.  25.1 ..  .Satisfactory  evidence  of  compliance  with 
these  specifications,  also  as  to  its  safety  and 
proper  workmanship  on  all  parts  of  the  tank 
truck  shall,  when  required,  be  furnished  to 
the  Fire  Chief  and  Commissioner. 


USE  OF  TRUCK 

Sec.  26.1... Tank  trucks  approved  for  transporting  vola¬ 
tile  inflammable  oils  shall  be  used  for  no 
other  purpose,  except  that  lubricating  oils 
may  be  transported  on  the  same  truck  in  ap¬ 
proved  wing-tanks  or  in  approved  mounting 
tanks  or  both,  as  may  be  desired. 

IDENTIFICATION 

Sec.  27.1... The  tank  and  the  chassis  shall  be  perma¬ 
nently  numbered  by  means  of  a  plate  welded 
in  a  Axed  position. 

PAINTING  &  MARKING 

Sec.  28.1 . .  .The  tank  body  shall  be  painted  a  red  as  speci¬ 
fied  for  Fire  Department  use  but  the  chassis, 
running  gear,  cab,  bonnet  or  hood  of  the 
motor  or  the  wheels  may  be  painted  any  color 
suitable  to  the  applicant. 

28.2.. . The  words  “GASOLINE-DANGER”  shall  be 

painted  in  English  on  both  sides  and  rear  of 
the  tank  in  letters  of  not  less  than  ten  (10) 
inches  high  also  on  the  front  bumper  in  let¬ 
ters  not  less  than  four  (4)  inches  high. 

28.3.. . The  owner’s  name  shall  be  painted  on  both 

sides  of  the  tank  or  cab  in  letters  of  not  less 
than  two  (2)  inches,  nor  more  than  six  (6) 
inches  high  or  permanently  affixed  to  both 
sides  of  the  tank  by  means  of  a  brass  plate 
of  not  less  than  four  (4)  inches  by  six  (6) 
inches  in  size. 

28.4. .  .No  advertising  or  other  names  shall  be  paint¬ 

ed  on  or  affixed  to  the  tank  truck. 

FIRE  PROTECTION 

Sec.  29.1... The  entire  tank  truck  shall  be  constructed  of 
incombustible  materials. 

29.2. .  .Non-freezing  fire  appliances  only  shall  be  car¬ 

ried  on  tank  trucks.  At  least  one  approved 
carbon  dioxide  fire  extinguisher  of  not  less 
than  ten  (10)  pounds  capacity  shall  be  pro¬ 
vided  and  located  in  or  near  the  driver’s  cab. 

SMOKING 

Sec.  30.1 ...  Smoking  on  a  tank  truck  is  prohibited  at  all 
times. 
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Published  at  request  of  the  Fire  Chief  and  Commissioner 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(FUEL,  KEROSENE,  LUBRICATING  OILS,  ETC.) 

To  be  used  in  the  transportation  or  delivery  for  storage, 
sale  or  use  within  the  City  of  any  petroleum  or  shale  oil, 
or  the  liquid  products  of  either,  or  coal  tar  which  will  not 
emit  an  inflammable  vapor  at  a  temperature  below  100° 
F.  when  tested  in  a  Tagliabue  open  cup  tester,  as  pro¬ 
vided  for  by  Section  113,  Article  8,  Chapter  10  of  the 
Code  of  Ordinances,  effective  May  18,  1935. 

PERMIT 

Sec.  1.1.  .  .No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  storage  or  use  within 
the  city  any  petroleum  or  shale  oil,  or  the 


liquid  products  of  either,  or  coal  tar  which 
will  not  emit  an  inflammable  vapor  below 
100°  F.  when  tested  in  a  Tagliabue  open  cup 
tester,  except  in  a  tank  truck  for  which  a 
permit  has  been  granted  by  the  Fire  Chief 
and  Commissioner.  (Sec.  113,  Art.  8,  Chap. 
10.) 

Sec.  1.2.  .  .A  permit  is  required  for  each  tank  truck 
used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any 
petroleum  or  shale  oil,  the  liquid  products 
of  either,  or  coal  tar  which  will  not  emit  an 
inflammable  vapor  below  100°  F.  when  tested 
in  a  Tagliabue  open  cup  tester.  (Sec.  113, 
Art.  8,  Chap.  10,  C.  of  O.) 

1.3.  .  .Application  for  a  permit  shall  be  made  on 
forms  prescribed  by  said  Fire  Chief  and 
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Sec.  1.4. 


1.5. 


1.6. 


1.7. 


1.8. 


Sec.  2.1. 


Sec.  3.1. 


Sec.  4-1. 


4.2. 


4.3. 


Commissioner  and  shall  contain  such  infor¬ 
mation  as  he  shall  require.  (Sec.  20,  Art.  2, 
Chap.  10,  C.  of  O.) 


.Unless  otherwise  provided  every  permit  for 
a  tank  truck  and  the  renewal  thereof,  shall 
be  for  a  period  determined  by  the  Fire  Chief 
and  Commissioner,  but  in  no  case  to  exceed 
one  year.  (Sec.  26,  Art.  2,  Chap.  10,  C.  of 
O.) 

.The  permit  is  revocable  and  not  transfera¬ 
ble  and  in  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43, 
Art.  3,  Chap.  10,  C.  of  O.) 


.The  metal  permit  plate,  furnished  by  the 
Fire  Department  at  the  same  time  the  Fire 
Department  permit  is  issued,  must  be  se¬ 
curely  fastened  to  the  exterior  of  the  cab  on 
the  left  side  of  the  tank  truck  and  be  so  dis¬ 
played  during  the  life  of  the  permit. 

.The  Fire  Department  Inspection  Card  must 
be  carried  at  all  times  in  the  cab  of  the  truck, 
in  a  card  holder. 


.Complete  specifications  of  the  truck,  with 
detail  construction  drawing  showing  plan 
and  elevation  of  the  tank,  also  carrying 
capacity  of  the  chassis,  shall  be  filed.  This 
section  will  not  apply  to  existing  equipment. 


RESPONSIBLE  PERSON 

.Each  tank  truck  for  which  a  permit  has 
been  issued  shall  be  under  the  control  and 
supervision  of  a  responsible  person. 


GRAVITY  TANK  TRUCK 

.The  term  gravity  tank  truck  when  used  in 
these  tank  truck  specifications  shall  be  a 
steel  tank  mounted  on  either  a  motor  driven 
or  horse  drawn  vehicle,  in  which  the  con¬ 
tents  shall  be  any  petroleum  or  shale  oil,  or 
the  liquid  products  of  either,  or  coal  tar 
which  will  not  emit  an  inflammable  vapor  at 
a  temperature  below  100°  F.  when  tested  in 
a  Tagliabue  open  cup  tester,  and  is  drawn 
off  through  an  opening  or  openings  in  the 
bottom  of  the  tank  whether  by  natural  grav¬ 
ity  flow  or  actuated  by  some  mechanical 
means. 

TANK  CAPACITY 

.The  total  carrying  capacity  of  the  tank 
shall  not  exceed  twenty-five  hundred  (2,500) 
gallons,  except  that  heavy  oils  (Numbers  5 
and  6),  may  be  carried  in  a  tank  of  not 
more  than  three  thousand  (3,000)  gallons 
capacity. 

.The  total  capacity  of  any  one  compartment 
shall  not  exceed  six  hundred  gallons  (600), 
except  that  heavy  oils  numbers  5  and  6  may 
be  carried  in  a  three  thousand  gaiUn  com¬ 
partment. 

.Oil  permitted  to  be  transported  or  delivered 
in  tank  trucks,  as  defined  in  Section  3.1  of 
these  specifications  shall  be  any  liquid  mix¬ 
ture,  substance,  or  compound  derived  from 
petroleum,  shale  oil  or  coal  tar,  and  the  li¬ 
quid  products  thereof,  and  shall  have  a  flash 
point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Tagliabue  open  cup  tester 
and  marketed  under  the  following  commer¬ 
cial  grades : 


Range  Oil 

SP.  Gr. 

(A.P.I.) 

40-44° 

No.  1  Fuel  Oil 

ft 

t( 

tt 

36-40° 

No.  2  “  “ 

ti 

it 

<( 

32-36° 

No.  3  “  “ 

if 

ti 

it 

28-32° 

No.  4  “  “ 

ft 

(t 

ti 

24°  + 

No.  5  “  “ 

ft 

tt 

ft 

18°  + 

No.  6  “  “ 

u  u 

OR 

it 

10°  + 

U.  S.  Dept,  of  Commerce  Fuel  Oil  Standards  CS12-33. 

Flash  Point 

Grade  Minimum  Maximum 

No.  1.  (A  distillate  oil 
for  use  in  burners 
requiring  a  vola¬ 
tile  fuel)  . 

No.  2.  (A  distillate  oil 
for  use  in  burners 
requiring  a  mod- 
e  r  a  t  e  1  y  volatile 

fuel)  . 

No.  3.  (A  distillate  oil 
for  use  in  burners 
requiring  a  low 
viscosity  fuel)  . . 

No.  4.  (An  oil  for  use 
in  burners  re¬ 
quiring  low  vis¬ 
cosity  fuel)  . 

No.  5.  (An  oil  for  use 
in  burners  permit¬ 
ting  a  medium 
viscosity  fuel. 

(Bunker  B,  Fed¬ 
eral  specification, 

2d)  . 

No.  6.  (An  oil  for  use 
in  burners  permit¬ 
ting  a  high  vis¬ 
cosity  fuel. 

(Bunker  C,  Fed¬ 
eral  specification, 

2d)  . 


110°  F.  165°  F. 

125°  F.  190°  F. 

150°  F.  200°  F. 

150°  F. 

150°  F. 

150°  F. 


TANK  CONSTRUCTION 

Sec.  5.1.  .  .The  tank  shall  be  a  rigid  all  steel  structure, 
open  hearth  or  blue  annealed  steel  through¬ 
out,  in  accordance  with  the  following  table. 
Wrapper  sheets  shall  be  installed  with  longi¬ 
tudinal  seams  near  the  top.  All  joints  shall 
be  welded.  The  joints  shall  be  welded  (con¬ 
tinuous)  both  inside  and  outside  and  shall  be 
of  full  45  degree  fillet,  except  in  double  bulk 
head  construction  one-side  welding  only. 

5.2.  .  .All  gauges  specified  are  U.  S.  Standard  and 
apply  to  either  single  or  double  head  con¬ 
struction. 

Tanks  of  not  more  than  600  gallons  capacity 
— 12  gauge  shell — 12  gauge  head 
Tanks  of  over  600  gallons  and  not  more  than 
1,200  gallons  capacity — 10  gauge  shell — 10 
gauge  head 

Tanks  over  1,200  gallons  and  not  more  than 
3,000  gallons  capacity — 

400  gallon  compartment  and  under  10 
gauge  shell — 10  gauge  head 
over  400  gallon  compartment  and  not 
more  than  600  gallon  compartment — 10 
gauge  shell — 8  gauge  head 
for  compartments  over  600  gallon  to  carry 
5  and  6  oils — 8  gauge  shell — 8  gauge  head 
Tank  capacities  to  conform  to  sections  4.1 
and  4.2  of  these  specifications. 

No  permit  shall  be  granted  to  a  tank  truck 
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using  a  tank  of  lighter  construction  than 
above  specified  after  July  1,  1937. 

Sec.  5.3.  .  .Material  other  than  open-hearth  or  blue 
annealed  steels  may  be  used  if  in  thicknesses 
and  designs  that  will  give  tank  strengths  and 
rigidities  not  less  than  those  of  the  steels 
described  and  which  have  an  equal  or  higher 
melting  point. 

5.4.  .  .All  existing  welded  and  riveted  tanks  will 
be  accepted,  if  free  from  ruptures,  defects 
and  leakage. 

CAPACITY  INDICATOR 

Sec.  6.1.  .  .Adjustable  indicator  or  gauging  device 
shall  be  placed  in  each  filler  opening  so  set  as 
to  allow  three-fourths  of  a  gallon  to  each  one 
hundred  (100)  gallons  for  expansion.  Total 
shall  not  be  above  indicator  level.  Indicator 
shall  be  sealed.  The  installation  of  indicators 
as  above  described,  not  required  on  existing 
equipment. 

RELIEF  VENTS 

Sec.  7.1.  .  .Each  compartment  shall  be  provided  with  a 
breather  vent.  The  vent  shall  be  of  the 
normally  closed  pressure  controlling  type,  ex¬ 
cept  for  oils  known  as  Numbers  5  and  6. 

7.2.  .  .Vents  of  the  enclosed  type  shall  relieve  at 

not  more  than  five  (S)  pounds  pressure,  ex¬ 
cept  for  oils  Numbers  5  and  6.  All  vents 
shall  be  provided  with  a  20  x  20  mesh  non- 
corrodible  wire  screen. 

7.3.  .  .Vents  shall  have  a  through  area  as  below 

specified  and  shall  be  provided  as  follows: 
24"  diameter  vent  when  2"  drawoff  pipe  is 
used 

24”  diameter  vent  when  2 Vi"  drawoff  pipe  is 
used 

1"  diameter  vent  when  3"  drawoff  pipe  is 
used 

V/z"  diameter  vent  when  4"  drawoff  pipe  is 
used 

V/i"  diameter  vent  when  6"  drawoff  pipe  is 
used 

COVERS 

Sec.  8.1.  .  .Except  when  filling,  and  during  transit  and 
delivery,  the  manhole  and  filler  openings 
shall  be  maintained  vapor  and  liquid  tight 
with  self-locking  covers,  which  shall  not 
open  at  more  than  91°.  The  hinges  shall  be 
placed  toward  the  cab.  The  vents  may  be 
located  either  in  the  dome  or  cover  and  shall 
be  of  sizes  specified  in  Section  7  of  the 
Specifications. 

TEST 

Sec.  9.1.  .  .Each  compartment  shall  show  no  signs  of 
leakage;  hydrostatic  test  of  5  pounds  per 
square  inch  will  be  made  on  demand  of  the 
Fire  Chief  and  Commissioner. 

INSIDE  EMERGENCY  VALVES 

Sec.  10.1.  .  .An  inside  emergency  valve  (except  com¬ 
partments  of  one  hundred  and  fifty  (150) 
gallons  or  less)  shall  be  provided  at  the  out¬ 
let  orifice  from  each  compartment  and  shall 
be  kept  closed  except  during  delivery  or  dis¬ 
charging  operation.  Except  for  tanks  con¬ 
taining  Nos.  5  or  6  oil,  the  valve  shall  be  of 
the  quick  closing  type  and  arranged  to  close 
with  the  flow  of  liquid  and  shall  be  installed 
independent  of  the  outside  pipe  connections 


or  with  a  shear  section  which  will  break 
under  strain.  There  shall  be  no  stuffing  box 
below  the  liquid  level.  In  tanks  containing 
numbers  5  or  6  oil,  the  valve  may  be  either 
of  the  quick  closing  or  of  the  screw  type. 

OUTSIDE  PIPING  AND  VALVES 

Sec.  11.1.  .  .Each  compartment  or  tank  shall  be  emptied 
by  means  of  gravity  or  by  pump  or  both,  or 
if  so  desired,  the  syphon  type  of  truck  as 
approved  for  gasoline,  may  be  used. 

11.2.  .  .When  pump  is  used,  it  shall  be  provided 

with  a  sealed  means  of  bypassing  so  de¬ 
signed  and  set  that  it  will  not  deliver  more 
than  25  gallons  per  minute  through  a  1% 
inch  delivery  hose  and  not  more  than  50 
gallons  per  minute  when  using  a  delivery 
hose  not  exceeding  2  inches  in  diameter 
when  delivering  fuel  oils  Numbers  1,  2,  3 
and  4  as  specified  under  Section  4.3  of  these 
Specifications.  Provisions  shall  be  made 
for  a  pressure  gauge  on  the  discharge  side 
of  the  pump.  Grounded  flexible  hose  of  not 
more  than  24  inches  in  length  may  be  used 
between  the  pump  and  the  suction  end  of 
the  discharged  piping. 

11.3.  .  .On  tank  semi-trailer  equipment  which  is  a 

vehicle  of  the  trailer  type  (upon  which  is 
mounted  a  tank)  having  one  or  more  axles 
and  two  or  more  wheels  so  designed  and 
used  in  conjunction  with  a  motor  vehicle 
that  some  part  of  its  own  weight  and  that 
of  its  own  load  rests  upon  or  is  carried  by 
another  vehicle,  grounded  flexible  hose  not 
exceeding  six  (6)  feet  in  length,  shall  be 
used  to  connect  the  piping  on  the  motor 
vehicle  to  the  piping  on  the  tank  semi¬ 
trailer. 

11.4.  .  .Piping  shall  be  connected  to  the  bottom  of 

the  tank,  either  by  having  the  wrapper  sheet 
flanged  and  special  connections  welded 
thereto,  or  by  heavy  pipe  flanges  welded 
both  inside  and  outside  to  the  wrapper  sheet 
when  screwed  piping  is  used  (valves  ex¬ 
cepted)  the  joints  shall  be  either  welded, 
brazed  or  cemented  for  tightness. 

11.5.  .  .Piping  shall  be  supported  from  the  tank  or 

tank  structure.  Rear  and  side  outlet  valves 
shall  be  protected  by  rear  bumper  or  on  the 
side  by  the  steel  running  boards.  Hose  shall 
not  exceed  100  feet  in  length. 

MOUNTING 

Sec.  12.1.  .  .Each  tank  shall  be  substantially  supported 
by  iron  or  pressed  steel  cradles  or  steel 
bolsters.  The  tank  shall  be  secured  to  the 
bolsters  or  cradles  either  by  welding  or  by 
approved  metal  straps. 

Sec.  12.2.  .  .If  a  wooden  sill  is  used  the  hold-down 
bracket  must  be  so  designed  that  both  the 
“U”  bolts  which  fasten  the  sill  to  the  chassis 
frame,  and  the  hold-down  bands  which  hold 
the  tank  to  the  cradle,  become  a  part  of  the 
same  bracket  assembly,  so  that  there  will 
always  be  a  metal  connection  between  tank 
and  chassis.  The  sills  must  be  so  anchored 
as  to  prevent  any  longitudinal  movement  of 
the  tank  structure  relative  to  the  chassis 
frame. 

BUMPERS 

Sec.  13.1.  .  .A  substantial  steel  bumper  shall  be  provided 
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at  the  rear,  so  designed  as  to  protect  the 
rear  of  each  tank  and  the  discharge  valves 
from  injury. 

Sec.  13.2.  .  .Bumpers  shall  be  permanently  secured  to 
the  chassis  frame  and  in  such  a  manner  as 
to  provide  protection  for  the  rear  of  the 
tank  and  the  discharge  valves. 


BUCKET  BOXES  &  RUNNING  BOARDS 

Sec.  14.1.  ,  .Bucket  boxes  when  used  must  be  of  metal 
construction  not  lighter  than  14  U.  S. 
Standard  gauge — must  be  a  permanent  part 
of  the  tank  structure  and  provided  with 
drainage  and  ventilation  through  the  bot¬ 
tom.  Hard  wood  lining  may  be  used  to 
prevent  sparking.  All  steel  running  boards 
shall  be  provided  and  shall  not  extend  be¬ 
yond  the  maximum  width  of  the  chassis. 
The  over-all  width  of  the  assembled  tank 
truck  shall  not  exceed  the  State  limitations. 
All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 

14.2.  .  .Running  boards  constructed  of  wood  if  in 
good  condition  shall  be  accepted  on  existing 
equipment. 


WIRING 

Sec.  15.1.  .  .All  wires  from  rear  of  the  cab  to  the  rear 
of  the  tank  shall  be  located  in  rigid  iron, 
flexible  steel  conduit,  armored  cable,  or  ap¬ 
proved  metal  conduit  with  water  tight  con¬ 
nections. 

15.2.  .  .The  tail  light  shall  be  mounted  at  the  level 
of  the  top  of  the  tank,  on  the  left  side  rear. 

BRAKES 

Sec.  16.1.  .  .Provide  adequate  brakes  on  all  wheels  and 
keep  same  in  efficient  working  order  at  all 
times.  Brakes  shall  comply  with  the  require¬ 
ments  of  the  Motor  Vehicle  Law  of  the 
State  of  New  York  and  the  rules  of  the  New 
York  City  Police  Department  to  be  deemed 
“adequate.” 

16.2  .  .On  a  chassis  still  in  service,  accepted  previ¬ 

ous  to  July  1,  1935,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  the  same  complies  with  the 
braking  requirements  of  the  Motor  Vehicle 
Laws  of  the  State  of  New  York  and  the 
stopping  requirements  of  the  New  York  City 
Police  Department. 

CHASSIS  WEIGHT 

Sec.  17.1.  .  .The  net  dry  chassis  weight  for  the  vehicle 
listed  in  this  section  shall  not  weigh  less  than 
the  percentage  of  the  gross  road  weight  when 
fully  loaded  and  completely  equipped  as 
follows : 

For  tanks  0  to  600  gallons — 25% 

For  tanks  601  to  1250  gallons — 30% 

For  tanks  1251  to  3000  gallons — 28% 
excepting  however,  that  for  chassis  delivered 
from  the  manufacturer  without  a  third  axle 
attachment  and  weighing  less  than  4,500 
pounds  net  dry  chassis  weight,  and  to  which 
a  third  axle  attachment  has  been  made,  the 
maximum  capacity  for  fuel,  kerosene,  range 
or  lubricating  oils  shall  not  exceed  twelve 
hundred  fifty  (1,250)  gallons. 


The  net  dry  chassis  weight  of  the  types  of 
vehicles  listed  in  this  section  is  determined 
without  accessories,  such  as  cab,  spare  tire, 
water,  gasoline,  front  and  rear  bumpers,  etc. 

(a)  A  tank  truck,  in  which  the  engine  is 
mounted  in  front,  or  inside  or  under  the  cab, 
not  used  as  tractor,  semi-trailer  equipment, 
complete  as  delivered  from  the  manufacturer, 
without  accessories  as  listed  in  this  section. 

(b)  A  tank  truck,  equipped  with  a  third 
axle  attachment.  Both  the  two  axle  chassis 
as  delivered  from  the  manufacturer  and  the 
specified  attachments  necessary  to  install  the 
third  axle,  but  without  accessories  as  listed 
in  this  section. 

(c)  A  tank  mounted  on  a  semi-trailer 
chassis  and  a  tractor  as  delivered  from  the 
manufacturer,  but  without  accessories  as 
listed  in  this  section. 

EXAMPLE 


Sec.  17.2.  .  .Weight  of  chassis  (net  dry) .  6,900 lbs. 

Weight  of  tank  (1500  gal. -10  ga. 

5  compts.)  .  4,500  lbs. 

Weight  of  meter,  hose  and  reel...  750  lbs. 
Weight  of  oil  (1,500  gals.  @  7.5 

lbs.  per  gal.)  . .  11,250  lbs. 

Weight  of  accessories  (cab,  water, 

gas,  etc.)  .  725  lbs. 


24,125  lbs. 

28%  of  24,125  pounds  equals  6,755  pounds 
minimum  of  net  dry  chassis  weight  accepta¬ 
ble. 

17.3.  .  .(a)  A  chassis,  to  be  acceptable,  must  be 
accompanied  by  a  sworn  statement  signed  by 
the  Chief  Engineer  of  the  Company  manu¬ 
facturing  the  chassis,  guaranteeing  the  truck 
as  delivered  to  the  user  to  be  safe  for  the 
gross  road  weight. 

(b)  A  chassis,  to  which  a  third  axle  at¬ 
tachment  has  been  made,  to  be  acceptable, 
must  have  such  installation  made  by  the 
manufacturer  of  such  third  axle  attachment 
or  a  duly  authorized  representative  and  a 
sworn  statement  shall  be  provided  signed  by 
the  Chief  Engineer  of  the  company  that 
manufactures  and  installs  the  third  axle 
attachment  or  the  duly  authorized  represen¬ 
tative  guaranteeing  the  truck  as  delivered  to 
the  user  to  be  safe  for  the  gross  road  weight. 

CAB 

Sec.  18.1.  .  .The  cab  may  be  of  standard  design.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  both  doors 
shall  be  kept  in  perfect  working  order. 
A  shatterproof  windshield  shall  be  provided. 

18.2.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 
ous  to  April  15th,  1936,  the  cab  design  as 
originally  approved  shall  be  accepted. 

ENGINE  EXHAUST  SYSTEM 

Sec.  19.1.  .  .The  engine  exhaust  system  shall  terminate 
not  more  than  one  half  the  length  of  the 
wheelbase  from  the  front  axle.  The  outlet 
shall  be  turned  downward. 

ENGINE  FUEL  TANK 

Sec.  20.1.  .  .The  engine  fuel  tank  shall  be  substantially 
constructed,  free  from  defects  and  leaks,  and 
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shall  not  exceed  thirty-two  U.  S.  gallons 
capacity.  Joints  shall  not  depend  on  solder¬ 
ing  for  tightness. 

Sec.  20.2.  .  .The  fill  or  intake  opening  shall  be  protected 
by  a  self-closing  hinged  cap  or  cover. 

20.3.  .  .Engine  fuel  shall  be  supplied  to  the  car¬ 

buretor  by  mechanical  pump  only. 

20.4.  .  .Engine  fuel  supply  line  to  carburetor  shall 

be  connected  through  top  of  engine  fuel  tank. 

20.5.  .  .On  all  chassis  in  which  the  engine  is 

mounted  in  front  of  the  cab,  the  engine  fuel 
tank  shall  be  located  inside  the  cab. 

20.6.  .  .On  all  chassis  in  which  the  engine  is  lo¬ 

cated  inside  or  under  the  cab,  except  those 
used  with  tank  semi-trailer  equipment  as 
defined  in  Section  11.3  of  these  specifications, 
the  engine  fuel  tank  shall  be  located  either 
inside  the  cab  or  between  the  chassis  frame 
side  members  immediately  back  of  the  rear 
axle.  If  the  cargo  tank  or  body  is  skirted, 
doors  with  permanently  attached  handles 
must  be  provided  in  the  skirting  on  both 
sides  of  the  vehicle,  so  as  to  make  the  engine 
fuel  tank  easily  accessible  at  all  times. 

20.7.  .  .On  all  chassis,  in  which  the  engine  is  lo¬ 

cated  inside  or  under  the  cab,  used  with  tank 
semi-trailer  equipment  as  defined  in  Section 
11.3  of  these  specifications,  the  engine  fuel 
tank  shall  be  located  either  inside  the  cab  or 
immediately  back  of  the  cab  above  the  frame 
and  shall  not  overhang  the  frame  side  mem¬ 
bers. 

20.8.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 

ous  to  April  15th,  1936,  in  which  case  the 
location  and  capacity  of  the  engine  fuel  tank 
as  originally  approved  shall  be  accepted. 

PAINTING  AND  MARKING 

Sec.  21.1.  .  .The  tank  and  rear  bucket  compartment,  if 
any,  shall  be  painted  Dark  Green;  but  the 
chassis,  running  gear,  cab,  bonnet  or  hood  of 
motor,  or  the  wheels  may  be  painted  any 
color  suitable  to  the  applicant. 

21.2.  .  .The  registered  trade  name,  or  the  name  of 
the  person,  firm  or  corporation  owning  or 
operating  the  tank  truck  shall  be  displayed 


on  both  sides  of  the  tank  truck  in  letters  at 
least  three  and  one-half  inches  high  by  one- 
half  inch  stroke;  it  is  optional  with  the  dis¬ 
tributor  to  add  the  name  of  the  product  and 
the  firm  address. 

Sec.  21.3.  .  .The  advertising  of  any  product  distributed 
by  the  person,  firm  or  corporation  operating 
the  tank  truck  is  permitted,  but  oils  having 
a  flashpoint  of  less  than  100°  F.  when  tested 
in  an  open  cup  tester  shall  not  be  advertised 
on  any  part  of  the  tank  truck. 

21.4.  .  .The  use  of  any  combustible  signs  on  a  tank 
truck  is  prohibited. 

FIRE  PROTECTION 

Sec.  22.1.  .  .Non-freezing  fire  appliances  only  shall  be 
carried  on  tank  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
71/2  pounds  carbon  dioxide  in  an  approved 
fire  extinguisher.  Such  appliances  shall  be 
carried  on  the  truck  at  all  times  and  be  kept 
ready  for  use. 

CANS 

Sec.  23.1.  .  .Excess  storage  of  the  product  transported 
or  delivered  not  exceeding  sixty  (60)  gal¬ 
lons  in  containers  as  specified  in  Section  113, 
Article  8,  Chapter  10,  Code  of  Ordinances, 
may  be  carried  in  the  bucket  compartments 
and  it  is  further  provided  that  where  a  de¬ 
livery  is  made  in  a  licensed  premise,  open 
measuring  cans  of  a  capacity  not  exceeding 
ten  (10)  gallons  may  be  used  if  same  are  not 
left  on  premises  as  a  storage  container. 

TRAILERS 

Sec.  24.1.  .  .The  use  of  any  vehicle  (upon  which  is 
mounted  a  tank)  without  its  own  motive 
power,  no  part  of  the  weight  of  which  rests 
on  the  towing  vehicle,  but  is  drawn  by  a 
motor  vehicle  and  is  known  as  full  tank 
trailer,  is  prohibited. 

SMOKING 

Sec.  25.1.  .  .Smoking  on  a  tank  truck  is  prohibited  at 
all  times. 


Published  at  request  of  the  Fire  Chief  and  Conunisisoner 

SPECIFICATIONS  FOR 
PLATFORM  TRUCKS 

To  be  used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City,  of  any  petroleum  or 
shale  oil,  or  the  liquid  products  of  either,  or  coal  tar  in 
accordance  with  Sections  113  and  114,  Article  8,  Chapter 
10  of  the  Code  of  Ordinances  effective  May  18,  1935. 


PERMIT 

Sec.  1.1 ..  .  No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  use  or  storage  within 
the  City  any  petroleum  or  shale  oil,  or  the 
liquid  products  of  either,  or  coal  tar  without  L5. 

a  permit  from  the  Fire  Chief  and  Commis¬ 
sioner.  (Sections  113  and  114,  Article  8, 

Chapter  10,  Code  of  Ordinances.) 

1.2.  .  .A  permit  is  required  for  each  platform  truck 
used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any  1.6. 

petroleum  or  shale  oil,  or  the  liquid  products 
of  either,  or  coal  tar  when  in  containers  of 
a  type  as  specified  in  Sections  113  or  114  of 


Article  8  of  Chapter  10  of  the  Code  of 
Ordinances  of  the  City  of  New  York. 

.  Application  for  a  permit  shall  be  made  on 
forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Section  20,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

•  Unless  otherwise  provided  every  permit  for 
a  rack  or  stake  truck  and  the  renewal  thereof, 
shall  be  for  a  period  to  be  determined  by  the 
Fire  Chief  and  Commissioner,  but  in  no  case 
to  exceed  one  year.  (Section  26,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

.The  permit  is  revocable,  not  transferable  and 
in  the  case  of  a  change  of  ownership,  the 
new  owner  shall  obtain  a  new  permit.  (Sec¬ 
tion  43,  Article  3,  Chapter  10,  Code  of  Or¬ 
dinances.)  Fee  Ten  ($10)  Dollars  for  each 
truck. 

.  The  metal  plate,  furnished  by  the  Fire  De¬ 
partment  at  the  same  time  the  Fire  Depart¬ 
ment  Permit  is  issued,  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
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side  of  the  truck  and  be  so  displayed  during 
the  life  of  the  permit. 

Sec.  1.7.  .  .The  Fire  Department  Inspection  Card  must 
be  carried  at  all  times  in  the  cab  of  the  truck 
in  a  card-holder. 

1.8.  .  .A  permit  shall  be  issued  only  for  this  type 
of  vehicle  for  a  gross  weight  of  vehicle  and 
load  not  to  exceed  a  weight  in  pounds  which 
shall  be  stated  in  a  certified  statement  which 
is  filed  with  the  Fire  Chief  and  Commissioner 
by  the  manufacturer  of  the  completed  chassis. 

BODIES 

Sec.  2.1.  .  .Trucks  may  have  any  type  of  body  suitable 
to  the  applicant,  provided  it  is  mounted  on  a 
chassis  in  a  workmanlike  manner. 

CAB 

Sec.  3.1 ..  .  The  cab  shall  be  of  standard  design.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  both  doors 
shall  be  kept  in  perfect  working  order.  A 
shatterproof  windshield  shall  be  provided. 

3.2.  .  .On  a  chassis  now  in  service  and  accepted 
previous  to  April  15th,  1936,  in  which  case  the 
cab  as  originally  approved  shall  be  accepted. 

ENGINE  EXHAUST  SYSTEM 

Sec.  4.1 ..  .  The  engine  exhaust  system  shall  terminate 
not  more  than  one  half  the  length  of  the 
wheelbase  from  the  front  axle.  The  outlet 
shall  be  turned  downward. 

ENGINE  FUEL  TANKS 

Sec.  5.1  ..  .  The  engine  fuel  tank  shall  be  substantially 
constructed,  free  from  defects  and  leaks. 
Joints  shall  not  depend  on  soldering  for  tight¬ 
ness. 

5.2 ..  .  Engine  fuel  tanks,  if  attached  to  chassis 

frame  and  located  on  right  side,  and  not  ex¬ 
tending  beyond  the  width  of  the  body,  shall 
be  accepted  if  on  existing  equipment. 

5.3 ..  .  On  all  chassis  in  which  the  engine  is 

mounted  in  front,  or  inside  or  under  the 
cab,  and  not  used  as  tractor-semi-trailer 
equipment,  the  engine  fuel  tank  shall  be  lo¬ 
cated  either  inside  the  cab  or  immediately 
back  of  the  cab  above  the  frame  and  shall  not 
overhang  the  frame  side  members,  or  shall 
be  located  between  the  chassis  frame  side 
members  immediately  back  of  the  rear  axle. 

5.4 ..  .  On  all  chassis,  used  as  semi-trailer  equip¬ 

ment,  the  engine  fuel  tank  shall  be  located 
either  inside  the  cab  or  immediately  back  of 
the  cab  above  the  frame  and  shall  not  over¬ 
hang  side  members. 

5.5 ..  .  On  a  chassis  now  in  service  and  accepted 

previous  to  April  15th,  1936,  in  which  case 
the  location  of  the  engine  fuel  tank  as  origi¬ 
nally  approved  shall  be  accepted. 

WIRING 

Sec.  6.1.  .  .All  wiring  used  on  this  type  of  truck  shall 
be  kept  in  a  safe  condition. 

RACKS 

Sec.  7.1.  .  .If  rack  compartments  are  used  to  hold  con- 
containers  they  shall  be  substantially  made 
and  so  arranged,  when  placed  in  tiers,  that 
the  construction  of  the  lower  rack  compart¬ 
ment  will  support  the  weight  of  the  upper 
rack  compartment  and  the  containers. 


Sec.  7.2.  . 


7.3  .  . 


7.4.  . 

7.5.  . 


Sec.  8.1  .  . 


Sec.  9.1  .  . 
9.2.  . 


Sec.  10.1  .  . 


Sec.  11.1  .  . 


11.2.  . 


Sec.  12.1  .  . 


Sec.  13.1  .  . 


•  Products  shall  only  be  transported  or  de¬ 
livered  on  a  truck  of  this  type  in  containers  as 
specified  in  Sections  113  and  114  of  Article  8 
of  Chapter  10  of  the  Code  of  Ordinances  of 
the  City  of  New  York. 

.  Containers  not  exceeding  five  (5)  gallon 
capacity  shall  be  transported  or  delivered  in 
a  case  of  a  design  that  will  prevent  any  weight 
or  strain  being  placed  upon  the  container. 

.  Containers  as  specified  in  Section  7.2  of  these 
specifications  may  be  stacked  in  tiers  if  the 
rated  gross  load  does  not  exceed  the  pro¬ 
visions  of  Section  1.8  of  these  specifications. 

.  An  approved  portable  tank  wagon,  not  ex¬ 
ceeding  fifty-five  (55)  gallons  capacity  may 
be  used  as  a  transportation  or  delivery  con¬ 
tainer  on  a  platform  truck  if  its  wheels  have 
been  removed  and  it  has  been  permanently 
mounted  with  substantial  incombustible  ma¬ 
terial.  The  contents  of  the  tank  wagon  shall 
be  discharged  only  through  a  hose,  not  ex¬ 
ceeding  sixteen  (16)  feet  in  length  having  a 
shut-off  valve  close  to  the  outlet  or  nozzle. 

TRAILERS 

.  The  use  of  any  vehicle,  without  its  own 
motive  power,  no  part  of  the  weight  of  which 
rests  on  the  towing  vehicle,  but  is  drawn  by 
a  motor  vehicle  and  is  known  as  a  full  trailer, 
is  prohibited. 

PAINTING  AND  MARKING 

.  The  body  of  this  type  of  truck  may  be 
painted  any  color  suitable  to  the  applicant. 

.  The  registered  trade  name  or  the  name  of 
the  person,  firm  or  corporation  operating  this 
type  of  truck  shall  be  displayed  on  both  sides 
of  the  truck  in  letters  at  least  two  inches  in 
height  by  one-quarter  inch  stroke. 

FIRE  PROTECTION 

•  Non-freezing  fire  appliances  only  shall  be 
carried  on  these  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
7}4  pounds  carbon  dioxide  in  an  approved  fire 
extinguisher.  Such  appliances  shall  be  carried 
on  the  truck  at  all  times  and  be  kept  ready 
for  use. 


BRAKES 

.Provide  adequate  brakes  on  all  wheels  and 
keep  same  in  efficient  working  order  at  all 
times.  Brakes  shall  comply  with  the  require¬ 
ments  of  the  Motor  Vehicle  Law  of  the  State 
■of  New  York  and  the  rules  of  the  New  York 
City  Police  Department  to  be  deemed  “ade¬ 
quate.” 

.On  a  chassis  still  in  service,  accepted  previ¬ 
ous  to  July  1,  1935,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  the  same  complies  with  the  brak¬ 
ing  requirements  of  the  Motor  Vehicle  Laws 
of  the  State  of  New  York  and  the  stopping 
requirements  of  the  New  York  City  Police 
Department. 

SMOKING 

.  Smoking  on  a  truck  while  transporting  or 
delivering  any  oils  or  liquids  requiring  a 
permit  from  the  Fire  Chief  and  Commissioner 
is  prohibited. 

RAGS 

.All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders 

132-36-A — 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36-A — 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A — 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29- S A— Kennedy  2)4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

104-33-SA — Firemaster  Fire  Extinguisher. 

117-34-SA— Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 


97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

191-36-SM— Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  'Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  zvill  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

N  ame . - . - 

Street . — 

P.  O . . 

My  Subscription  is  to  begin  with  the  issue  for . — . . . .  1936. 
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DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 

HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


Office — Municipal  Building,  Rooms  1001  to  1015. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


Telephone — WOrth  2-0184. 


Office  Hours — 9  a.  m.  to  4  p.  m.  daily  except  Saturdays 
during  July  and  August. 


All  communications  should  he  addressed  to  the  chairman  oj 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Docket. 

Rules  Directory. 

Court  Decision. 

Notice  of  Adjournment. 

General  Resolution  relating  to  Section  238,  Subdivision 
4  of  the  Multiple  Dwelling  Law. 

Minutes  of  Special  Meeting,  July  28,  1936,  at  10  A.  M., 
Affecting  Calendar  Number  196-36-A. 

Corrections  affecting  Calendar  Number  155-36- BZ. 

Oil  Burner  Rules. 

Approved  Burners  for  Domestic  and  Commercial  Use. 
Approved  Burners  for  Industrial  Use. 

Approved  Fuel  Oil  Pumps. 

Approved  Range  Oil  Burners  and  Space  Heaters. 
Reserve  Calendar. 


CALL  OF  CLERK’S  CALENDAR 


The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 


The  next  subsequp^tj- 
Monday,  September  21,  1936,' at  2‘6’cloc 
The  Clerk’s  Calendar  is  jjc 
calendar  of  cases  that  ha?4J  fee' 
on  fixed  days. 


jot. to 

se 


fthfe  ^P-leird^g  will  be  on 


:onfused  with  the 
set  for  hearing 


NOTICE  TO  A 


\PPELLAlJfS  And  app?. 


ICANTS 


No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  July  29,  1936 
Cal.  No.  Department  Premises  Affected 

229-36-A . D.B.B . 1148-1174  Metropolitan  avenue, 

S.E.C.  Varick  street,  (Block 
2943,  Lot  10),  Borough  of 
B  rooklyn.  1 1 037-LF. 


230-36-A . F.D . 413  East  175th  street,  N.W.C. 

Park  avenue  (Block  2900, 
Lot  39),  Borough  of  The 
Bronx.  1647-LC. 


231-36-A . D.B.B . 38-48  Livonia  avenue,  S.W.C., 

Barret  street  (Block  3581, 
Lots  32-33),  Borough  of 
Brooklyn. 

Letter  Permit  No.  271-34 
and  Curb  Cut  Permit 
No.  A  239 32. 


232-36-SA . F.D . White  Heat  Oil  Burner. 

Appliance. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 

Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .July  7,  1936 — Vol.  21,  No.  27 
Certificate  of  Occupancy,  approved 


forms  . 

Aug. 

2, 

1932- 

-Vol. 

17, 

No. 

31 

Concrete  Flat  Slabs,  Rules . 

Mar. 

10, 

1936- 

-Vol. 

21, 

No. 

10 

Concrete  Rules  (Hydrated  Lime)... 

Tune 

30, 

1936- 

-Vol. 

21, 

No. 

26 

Elevator  rules  . 

Mar. 

3, 

1936- 

-Vol. 

21, 

No. 

9 

Exit  Rules  (Revolving  Doors)...., 

Jan. 

1. 

1935- 

-Vol. 

20, 

No. 

1 

Factory  Exit  Rules . 

•  June 

4, 

1935- 

-Vol. 

20, 

No. 

23 

Fire  Alarm  Rules  (Interior) . 

May 

28, 

1935- 

—Vol. 

20, 

No. 

22 

Fire  Drill  Rules . . 

■  July 

14, 

1936— Vol. 

21, 

No. 

28 

Fire  Retarding  Rules  for  Garages 

etc . 

Tune 

16, 

1936- 

-Vol. 

21, 

No. 

24 

Fireproof  Wood,  Testing  of . 

.Apr. 

14, 

1936- 

-Vol. 

21, 

No. 

15 

Frame  Garages,  Ruling  for . 

.  Tan. 

21, 

1919- 

-Vol. 

4, 

No. 

3 

Gas  Shut-Off  Rules . 

7, 

1925- 

-Vol. 

10, 

No. 

14 

Hatchway  Protection  . 

,  Tune 

5, 

1928- 

-Vol. 

13, 

No. 

23 

Oil  Burner  Rules . 

Aug. 

4, 

1936- 

-Vol. 

21, 

No. 

31 

Paint,  Varnish  and  Lacquer  Spray 

ing  Rules . . 

27, 

1934 — Vol. 

19, 

No. 

48 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  . June 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.July 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpipe  Fireline  Rules . . . June 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 

Rule  SOS  of  Industrial  Code).. Apr. 


28,  1936— Vol.  21,  No.  30 
30,  1936— Vol.  21,  No.  26 
2S,  1936— Vol.  21,  No.  8 
14,  1936— Vol.  21,  No.  28 
19,  1936— Vol.  21,  No.  20 
12,  1936— Vol.  21,  No.  19 
9,  1936— Vol.  21,  No.  23 
7,  1932— Vol.  17,  No.  23 
28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . July 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Aug. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Aug. 

Fuel  Oil  Pumps . Aug. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Aug. 


S,  1935— Vol.  20,  No.  10 
14,  1936— Vol.  21,  No.  28 

4,  1936— Vol.  21,  No.  31 
26,  1936— Vol.  21,  No.  21 
4,  1936— Vol.  21,  No.  31 
4,  1936— Vol.  21,  No.  31 

26,  1935 — Vol.  20,  No.  48 

4,  1936— Vol.  21,  No.  31 


COURT  DECISION 

Enmor  Realty  Corpn.  v.  Murdock — On  January  22,  1935.  Board 
denied  gasoline  service  station,  in  business  district,  un¬ 
der  section  21,  Cal.  No.  297-34-BZ;  Premises  2705-15 
Nostrand  avenue,  Borough  of  Brooklyn.  Justice  Crop- 
sey  sustained  Board  (N.  Y.  L.  J.,  July  29,  1936). 


ADJOURNMENT 

Notice  is  hereby  given  that  the  next  regular  meeting  of 
the  Board  of  Standards  and  Appeals  will  be  held  on  Tues¬ 
day,  September  15,  1936,  at  10  a.m.,  and  that  the  next 
Clerk’s  Calendar  Call  will  be  held  on  Monday,  September 
14,  1936,  at  2  p.m. 


NOTICE 

The  Call  of  Clerk’s  Calendar  set  for  Monday,  Septem¬ 
ber  14,  1936,  at  2  p.m.,  and  the  regular  Hearing  Calendar 
set  for  Tuesday,  September  15,  1936,  and  all  notices  of 
subsequent  meetings  of  the  Board,  will  be  printed  in  the 
Bulletin  of  September  1,  1936. 


GENERAL  RESOLUTION 

Adopted  by  the  Board  of  Standards  and  Appeals,  July 
22,  1936  (see  Cal.  No.  203-36-A). 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  interpret  for  application  generally,  the  provisions  of 
subdivision  4  of  section  238  of  the  Multiple  Dwelling  Law 
as  not  requiring  doors  to  be  fireproof  and  that  in  comply¬ 
ing  with  subdivision  4  of  section  238  of  the  Multiple  Dwell¬ 
ing  Law  the  approval  of  the  commissioner  of  buildings  is 
not  required,  unless  alterations  are  involved  affecting  the 
structural  conditions  of  the  building. 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


ADJOURNED  MEETING  OF  JULY  16,  1936 
Held  on  Tuesday,  July  28,  1936,  10  A.M. 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  that  part  of  the  Special  Meeting  of  the 
Board,  held  on  Wednesday  morning,  July  22,  1936,  at 
11  A.M.,  but  not  including  the  minutes  of  that  meeting 
as  adjourned  to  July  28,  1936,  were  approved  as  printed 
in  Bulletin  No.  30,  Vol.  XXI. 


APPEAL  FROM  ADMINISTRATIVE  ORDER 
196-36- A. 

APPLICANTS — Harry  M.  Prince,  Acting  Commission¬ 
er,  Tenement  House  Department,  City  of  New 
York,  The  131  25th  Street  Jackson  Heights,  Inc. 
and  other  adjoining  owners. 

OWNER  OF  PREMISES— 35-40  82nd  Street  Corpora¬ 
tion. 

SUBJECT — Appeal  from  decisions  of  the  Commissioner 
of  Buildings  and  Board  of  Buildings — re  Revo¬ 
cation  of  permit. 

PREMISES  AFFECTED— West  side,  82nd  street,  179 
ft.  4  in.  north  of  37th  avenue,  (Block  No.  1281, 
Lot  No.  25),  Jackson  Heights,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Patrick  Concagh  and  August 
Grisetti,  Tenement  House  Department. 

For  Opposition :  Paul  Friedman,  for  Department 
of  Buildings. 

For  Owner  of  Premises :  E.  Goldberg. 

ACTION  OF  BOARD — Report  adopted ;  appeal  granted, 
revoking  permit. 

THE  VOTE  TO  ADOPT  REPORT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent .  0 

THE  VOTE  TO  GRANT  APPEAL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent .  0 

THE  RESOLUTION— 

(196-36- A) 


Whereas,  Harry  M.  Prince,  as  Acting  Commissioner  of 
the  Tenement  House  Department,  City  of  New  York  filed 
on  June  26,  1936,  an  appeal  from  a  decision  of  the  board 
of  buildings  and  an  application  for  revocation  of  building 
permit  issued  by  the  commissioner  of  buildings  affecting 
premises  west  side  of  82nd  street,  179  ft.  4  in.  north  of 
37th  avenue,  (Block  No.  1281,  Lot  No.  25),  Jackson 
Heights,  Borough  of  Queens ;  and 

Whereas,  the  131 — 25th  Street  Jackson  Heights,  Inc.  and 
other  adjoining  owners  subsequently  joined  in  the  appeal; 

and 

Whereas,  the  decision  of  the  board  of  buildings,  dated 
March  12,  1936,  reads  as  follows : 

BOARD  OF  BUILDINGS  APPEAL  FROM  ADMINIS¬ 
TRATIVE  ORDER 

APPELLANT — Messrs.  Kavy  &  Kavovitt,  Inc., 

16  Court  street,  Brooklyn,  N.  Y. 

SUBJECT — Re-opening  of  appeal  from  order  and  de¬ 
cision  of  the  commissioner  of  buildings,  de¬ 
partment  of  buildings,  Borough  of  Queens. 


PREMISES  AFFECTED — 82nd  street,  west  side,  179 
ft.  4  in.  north  of  37th  avenue,  Borough  of 
Queens. 

APPEARANCES— 

Mr.  Kavy  and  Mr.  Miller 

ACTION  OF  THE  BOARD— 

Appeal  granted  on  condition. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Fassler,  Commis¬ 
sioners  Reville,  Keller,  Thatcher  and 


Langworthy  .  5 

Negative  .  0 


THE  RESOLUTION— 

Whereas,  on  February  19,  1936,  Messrs.  Kavy 
and  Kavovitt,  Inc.,  representing  the  owner,  filed  an 
appeal  from  order  and  decision  of  the  commission¬ 
er  of  buildings,  Borough  of  Queens ;  said  order 
reads  as  follows : 

“13 — Apartments  checked  ‘B’  are  not  properly 
provided  with  second  means  of  egress. 

15 — Public  hall  lighting  is  in  violation  of  Sec. 
149”,  and 

Whereas,  Mr.  Sol.  I.  Miller,  representing  Kavy 
and  Kavovitt  appeared  before  the  Board  on  Febru¬ 
ary  20,  1936,  and  presented  the  appeal,  and 
Whereas,  the  appeal  was  denied  by  the  board  on 
February  20th,  1936,  and 
Whereas,  Mr.  Kavy,  representing  Kavy  &  Kavo¬ 
vitt,  Inc.  notified  the  board  of  buildings  that  the 
matter  was  to  be  taken  before  the  Board  of  Stand¬ 
ards  and  Appeals  for  their  consideration,  and 
Whereas,  Mr.  Kavy  later  informed  the  board 
that  he  had  been  in  conference  with  Mr.  Murdock, 
of  the  Board  of  Standards  and  Appeals,  who  ad¬ 
vised  him  to  again  present  the  matter  before  the 
board  of  buildings  for  reconsideration,  and 

Whereas,  additional  plans  were  filed  with  the 
petition  to  re-open  this  case,  showing  a  re-arrange¬ 
ment  of  the  proposed  exits  from  the  apartments  in 
question  and  the  lighting  of  the  public  hall,  and 
Whereas,  after  a  general  discussion  of  Sections 
144  and  149  of  the  Multiple  Dwelling  Law  and  an 
examination  of  plans  filed  with  the  petition  for  re¬ 
opening  it  was  the  consensus  of  opinion  of  the 
board  that  the  revision  made  to  the  plan  did  not 
materially  change  the  original  layout  which  was 
examined  by  the  board  on  February  20,  1936,  and 
Whereas,  Mr.  Kavy  requested  permission  of  the 
board  to  install  a  fire-escape  in  the  inner  courts  as 
a  dual  means  of  egress  to  the  apartments  in  ques¬ 
tion  and  to  eliminate  the  vestibules  indicated  on  the 
revised  plans  filed  with  this  reopening,  removing 
the  door  from  one  of  the  stair  enclosures  which 
separates  said  stair  enclosure  from  the  public  hall 
on  each  of  the  1st,  2nd,  3rd,  4th,  5th  and  6th  stor¬ 
ies,  and 

Whereas,  after  a  further  discussion  it  was  the 
consensus  of  opinion  of  the  board  that  if  these  re¬ 
visions  were  made  and  the  fire-escape  erected  in 
the  inner  courts  that  the  second  means  of  egress 
would  be  in  conformity  with  the  provisions  of  Sec¬ 
tion  144  of  the  Multiple  Dwelling  Law  and  the 
lighting  of  the  hall  in  question  would  be  in  con¬ 
formity  with  the  provisions  of  Section  149  of  the 
Multiple  Dwelling  Law,  and 

Whereas,  it  was  also  the  consensus  of  opinion 
of  the  board  that  the  spirit  of  the  law  is  upheld, 
public  safety  secured  and  substantial  justice  done. 
Resolved,  that  the  order  and  decision  of  the  com¬ 
missioner  of  buildings,  Borough  of  Queens,  be  and 
it  hereby  is  modified  and  the  appeal  be  and  hereby 
is  granted  on  condition  that  the  fire  escapes  are 
erected  in  the  inner  courts  to  provide  a  second 
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means  of  egress  for  the  apartments  in  question 
and  on  the  condition  that  one  of  the  doors  separat¬ 
ing  the  stair  enclosure  from  the  public  hall  on  the 
1st  to  the  6th  stories  be  removed.” 

and 

Whereas,  Building  Permit  No.  33-1936,  was  issued 
March  20,  1936,  subsequent  to  the  decision  of  the  board  of 
buildings  cited  above ;  and 

Whereas,  under  Calendar  No.  40-36-A,  an  appeal  wras 
made  to  this  board  from  the  decision  of  the  board  of  build¬ 
ings  dated  February  20,  1936,  affecting  these  premises ;  and 

Whereas,  the  decision  of  the  board  of  buildings  dated 
February  20,  1936,  reads  as  follows : 

BOARD  OF  BUILDINGS  APPEAL  FROM  ADMINIS¬ 
TRATIVE  ORDER 

APPELLANT — Messrs.  Kavy  &  Kavovitt,  Inc.,  16 
Court  street,  Brooklyn,  N.  Y. 

SUBJECT — Appeal  from  order  and  decision  of  the 
Commissioner  of  Buildings,  Department  of 
Buildings,  Borough  of  Queens. 

PREMISES  AFFECTED — 82nd  street,  west  side,  179 
ft.  4  in.  north  of  37th  avenue,  Borough  of 
Queens.  N.B.  133-36. 

Appearances — Mr.  Sol  I.  Miller. 

ACTION  OF  THE  BOARD — Appeal  denied  without 
prejudice. 

THE  VOTE  TO  DENY— Affirmative : 

Chairman  Fassler,  Commissioners  Thatcher, 


Reville,  Keller  and  Langworthy .  5 

Negative .  0 

THE  RESOLUTION— 


Whereas,  on  February  18,  1936,  Messrs.  Kavy 
and  Kavovitt,  acting  for  the  owner,  filed  an  appeal 
from  order  and  decision  of  the  commissioner  of 
buildings,  Borough  of  Queens;  said  order  reads  as 
follows : 

“13 — Apartments  checked  ‘B’  are  not  properly 
provided  with  second  means  of  egress, 

15 — Public  hall  lighting  is  in  violation  of  Sec. 
149”,  and 

Whereas,  under  New  Bldg.  App.  133-36  it  is 
proposed  to  erect  a  new,  six-story,  non-fireproof, 
Class  A,  multiple  dwelling  on  the  above  premises, 
and 

Whereas  sub-divisions  1  and  3  of  Section  144  of 
the  Multiple  dwelling  law  reads  as  folows: 

“1.  Except  in  buildings  not  exceeding  two 
stories  in  height,  every  non-fireproof  multiple 
dwelling  hereafter  erected  shall  have  at  least  two 
means  of  egress  extending  from  the  ground  floor 
to  the  roof.  Such  means  of  egress  shall  be  at  least 
fifteen  feet  distant  from  each  other  unless  they 
are  on  opposite  sides  of  a  public  hall.  One  of 
such  means  of  egress  shall  be  a  stair  constructed 
and  arranged  as  provided  in  section  one  hundred 
and  forty-eight  of  this  chapter.  The  other  means 
of  egress  may  be  a  fire  stair  or  a  fire-tower  con¬ 
structed  and  arranged  as  provided  in  section  one 
hundred  and  forty-eight  of  this  chapter.  The 
other  means  of  egress  may  be  a  fire  stair  or  a 
fire-tower  constructed  and  arranged  as  provided 
in  sub-division  two  in  section  one  hundred  and 
two  of  this  chapter,  or  a  fire-escape  constructed 
and  arranged  as  provided  in  section  one  hundred 
and  forty-five  of  this  chapter. 

3.  There  shall  be  accessible  from  every  apart¬ 
ment  in  every  such  multiple  dwelling  two  means 
of  egress  extending  from  the  entrance  floor  to 
the  roof,  one  of  which  shall  be  a  stair  within 
fifty  feet  from  an  exit  from  such  apartment”, 
and 

Whereas  Section  146  of  the  Multiple  Dwelling 
Law  reads  as  follows : 


“In  every  non-fireproof  multiple  dwelling  here¬ 
after  erected  there  shall  be  at  least  two  exits 
from  every  apartment  or  suite  of  rooms.  Such 
exits  shall  be  remote  from  each  other.  The  first 
exit  shall  be  to  a  public  hall  connected  with  a 
stair  not  more  than  fifty  feet  distant  from  such 
exit.  Whenever  the  second  exit  does  not  open 
directly  upon  a  fire-escape  it  shall  open  directly 
on  a  fire-tower  balcony  or  a  public  hall  or  vesti¬ 
bule  separated  by  a  fireproof  wall,  un-pierced 
except  by  an  opening  equipped  with  a  fireproof 
self-closing  door,  from  the  public  hall  on  which 
the  first  exit  opens  and  which  connects  with  a 
stair,  firestair,  or  with  a  fire-tower  balcony.  Such 
door  shall  not  be  held  open  by  any  device  what¬ 
ever.  In  any  multiple  dwelling  not  exceeding  in 
height  three  stories  and  not  occupied  by  more 
than  two  families  on  any  floor,  an  exit  may  open 
directly  into  the  stair  without  the  intervention 
of  a  public  hall”,  and 

Whereas,  after  an  examination  of  plans  filed 
with  New  Building  Application  No.  133-36,  it  is  the 
consensus  of  opinion  of  the  board  that  the  arrange¬ 
ment  of  the  exits  are  not  in  conformity  with  Sec¬ 
tions  144  and  146  of  the  Multiple  Dwelling  Law, 
and 

Whereas,  the  question  of  the  lighting  of  the 
halls  (Objection  No.  15),  must  be  taken  in  con¬ 
junction  with  the  location  of  the  stairs,  and  there¬ 
fore,  was  not  considered, 

Resolved,  that  the  order  and  decision  of  the 
Commissioner  of  Buildings,  Department  of  Build¬ 
ings,  Borough  of  Queens,  be  and  it  hereby  is  af¬ 
firmed  and  the  appeal  be  and  hereby  is  denied, 
without  prejudice,  so  that  the  appeal  may  be  taken 
to  the  Board  of  Standards  and  Appeals.” 

and 

Whereas,  on  March  10,  1936,  a  prior  application  under 
Cal.  40-36-A,  was  withdrawn  and  the  following  notation 
appears  on  the  minutes  of  this  board: 

“Application  withdrawn  upon  request  of  applicant. 
This  was  an  appeal  for  an  interpretation  of  provisions 
of  the  Multiple  Dwelling  Law  as  to  required  exits 
from  apartments.  An  interpretation  that  the  arrange¬ 
ment  submitted  complies  would  be  a  variance  of  the 
law.  The  sections  of  the  law  are  clear  and  require  no 
interpretation.  There  is  no  appeal  from  the  Multiple 
Dwelling  Law  and  no  power  of  variation  permitted 
except  as  expressly  authorized  therein.” 

and 

Whereas,  the  applicant  contends  that  Permit  No.  133-36 
was  granted  in  violation  of  sections  9,  26,  144,  145  and  149 
of  the  Multiple  Dwelling  Law ;  that  the  board  of  buildings 
has  no  powers  other  than  those  specifically  granted  by  the 
Greater  New  York  Charter  as  amended  by  Chapter  764 
of  the  Laws  of  1933  (McCall  Act)  ;  that  there  is  no  power 
or  authority  granted  by  the  aforementioned  provisions  of 
the  charter  which  would  permit  the  board  of  buildings  to 
modify  any  section  of  the  Multiple  Dwelling  Law,  and  that 
Section  9  of  the  Multiple  Dwelling  Law  specifically  states: 
“No  ordinance,  regulation  or  rule  of  any  municipal  author¬ 
ity  shall  modify  or  dispense  with  any  provision  of  this 
chapter ;  that  the  board  already  consistently  has  held  in 
considering  Cal.  No.  40-36-A  that  “There  is  no  appeal  from 
the  Multiple  Dwelling  Law  and  no  power  of  variation  per¬ 
mitted  except  as  expressly  authorized  therein.”  That  the 
granting  of  permission  by  the  board  of  buildings  to  erect 
a  fire-escape  on  the  inner  courts  not  only  violates  section 
26,  144  and  145  of  the  Multiple  Dwelling  Law  but  also  per¬ 
mits  the  variation  of  the  law  which  the  board  of  buildings 
is  not  empowered  to  make.  Section  149  of  the  Multiple 
Dwelling  Law  is  likewise  mandatory  and  the  board  of 
buildings  in  approving  illegally  lighted  halls  was  in  error. 
These  sections  of  the  law  are  clear  and  require  no  inter¬ 
pretation.  Revocation  of  the  building  permit  is  appealed 
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for  on  the  grounds  that  compliance  with  sections  9,  26,  144 
and  149  are  essential  to  the  public  welfare  and  that  in 
granting  the  variations  above  set  forth  the  board  of  build¬ 
ing  has  usurped  legislative  powers  in  varying  the  manda¬ 
tory  requirements  of  the  Multiple  Dwelling  Law  from 
which  there  is  no  appeal ;  and 

Whereas,  the  appeal  involved  herein  was  the  subject  of 
careful  study  and  report  by  a  committee  of  the  board, 
which  report  was  read  at  this  hearing  and  which  report 
follows : 

REPORT  OF  COMMITTEE. 

July  27,  1936. 

Cal.  No.  196-36-A. 

Premises:  West  side  of  82d  street,  179  ft.  4  in.  north 
of  37th  avenue,  Jackson  Heights,  Queens. 

The  appeal  before  the  Board  is  to  review  the  deci¬ 
sions  of  the  Commissioner  of  Buildings  of  Queens 
and  the  Board  of  Buildings  in  granting  a  variation  of 
the  Multiple  Dwelling  Law.  The  appeal  is  brought 
by  the  Acting  Tenement  House  Commissioner,  who 
is  permitted  to  appeal  under  Section  719,  Subdivision 
2,  of  the  Greater  New  York  Charter  and  who  is  joined 
in  the  appeal  by  certain  tenant  owners  and  share¬ 
holders  of  adjoining  property.  The  appeal  is  for  a 
revocation  of  New  Building  Permit  133  of  1936,  is¬ 
sued  by  the  Commissioner  of  Buildings  of  Queens  on 
March  20,  1936,  as  being  unlawfully  issued  in  viola¬ 
tion  of  Sections  9,  26,  144,  145  and  149  of  the  Multiple 
Dwelling  Law. 

The  premises  consist  of  an  inside  plot  fronting  for 
a  distance  of  160  ft.  8  in.  on  82d  street  and  with  a 
depth  of  100  ft.  on  which  is  being  erected  a  six-story 
class  “A”  multiple  dwelling.  The  violations  claimed 
consist:  (1)  that  the  front  lot  line  apartments  on  each 
floor  are  not  properly  provided  with  a  second  means 
of  egress  in  violation  of  Sections  144  and  146  Mul¬ 
tiple  Dwelling  Law;  and  (2)  that  the  lighting  of  the 
public  hall  violates  Section  149,  Multiple  Dwelling 
Law. 

As  originally  filed  with  the  Commissioner  of  Build¬ 
ings,  the  two  required  exits  from  each  of  these  apart¬ 
ments  consisted  of  two  doorways  side  by  side,  one 
entering  upon  a  public  hall,  the  other  upon  an  en¬ 
closed  stairway.  This  arrangement  was  disapproved 
by  the  Commissioner  of  Buildings  on  February  4, 
1936,  on  the  ground  that  the  second  means  of  exit 
was  not  proper  and  the  public  hall  lighting  in  viola¬ 
tion  of  Section  149.  A  review  by  the  Board  of  Build¬ 
ing  Commissioners  confirmed  this  denial,  w'hereupon 
the  matter  was  appealed  to  the  Board  of  Standards 
and  Appeals  for  a  ruling  that  the  arrangement  com¬ 
plied  with  the  law. 

At  the  hearing  on  March  10th,  before  the  Board  of 
Standards  and  Appeals,  when  the  question  of  with¬ 
drawal  was  brought  up,  the  following  colloquy  tooK 
place : 

“Chairman :  Well,  there  is  no  reason  given  for 
this,  but  they  apparently  understand  that  this  is 
really  an  appeal  for  modification  of  the  Multiple 
Dwelling  Law. 

“Mr.  Adelson:  It  is  an  interpretation. 

“Chairman  :  If  we  made  an  interpretation  along 
that  line,  it  would  be  tantamount  to  a  modification 
which  neither  this  board  nor  any  other  board 
can  make.” 

The  action  taken  by  the  Board  of  Standards  and 
Appeals  on  March  10,  1936,  Cal.  No.  40  of  36-A,  is 
recorded  as  follows : 

“Action  of  Board — Application  withdrawn  upon 
request  of  applicant.  This  was  an  appeal  for  an 
interpretation  of  provisions  of  the  Multiple  Dwell¬ 
ing  Law  as  to  required  exits  from  apartments. 
An  interpretation  that  the  arrangement  submitted 
complies  would  be  a  variance  of  the  law.  The  sec¬ 
tions  of  the  law  are  clear  and  require  no  inter¬ 


pretation.  There  is  no  appeal  from  the  Multiple 
Dwelling  Law  and  no  power  of  variation  per¬ 
mitted  except  as  expressly  authorized  therein.” 

Following  this  action,  the  appeal  before  the  Board 
of  Buildings  was  reconsidered  upon  a  revision  of  the 
plans  changing  the  arrangement  of  the  public  hall  by 
omitting  partitions  enclosing  the  two  required  stair¬ 
ways,  dividing  the  public  hall  by  the  introduction  of 
a  fireproof  door  approximately  in  the  centre  of  its 
length,  eliminating  one  doorway  from  each  of  the 
apartments,  but  leaving  one  to  the  public  hall  as  the 
primary  means  ot  exit  and  placing  a  fire  escape  in 
each  inner  lot  line  court,  so  that  each  of  the  apart¬ 
ments  affected  would  be  provided  with  access  to  a 
fire  escape  in  the  inner  lot  line  court  as  the  second 
means  of  exit.  Under  Section  146  of  the  Multiple 
Dwelling  Law  “there  shall  be  at  least  two  exits  from 
every  apartment  or  suite  of  rooms.”  This  arrange¬ 
ment  was  approved  by  the  Board  of  Buildings  on 
March  12,  1936,  by  the  unanimous  vote  of  the  five 
commissioners  of  buildings  composing  the  board.  The 
grounds  for  approval  are  given  as  follows  by  the 
Board  of  Buildings  : 

“Whereas  after  a  further  discussion  it  was  the 
consensus  of  opinion  of  the  Board  that  if  these 
revisions  were  made  and  the  fire-escape  erected 
in  the  inner  courts  that  the  second  means  of 
egress  would  be  in  conformity  with  the  provisions 
of  Section  144  of  the  Multiple  Dwelling  Law  and 
the  lighting  of  the  hall  in  question  would  be  in 
conformity  with  the  provisions  of  Section  149 
of  the  Multiple  Dwelling  Law,  and 
“Whereas,  it  was  also  the  consensus  of  opinion 
of  the  Board  that  the  spirit  of  the  law  is  upheld, 
public  safety  secured  and  substantial  justice  done, 
“ Resolved ,  that  the  order  and  decision  of  the 
Commissioner  of  Buildings,  Borough  of  Queens, 
be  and  it  hereby  is  modified  and  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  the  fire 
escapes  are  erected  in  the  inner  courts  to  provide 
a  second  means  of  egress  for  the  apartments  in 
question  and  on  the  condition  that  one  of  the 
doors  separating  the  stair  enclosure  from  the  pub¬ 
lic  hall  on  the  1st  and  6th  stories  be  removed.” 

The  arrangement  of  the  public  hall  according  to  the 
revised  plans  can  be  considered  as  complying  with 
Section  149.  It  did  not  comply  with  Section  149  in 
the  form  submitted  to  the  Board  of  Standards  and 
Appeals. 

The  fire  escapes  in  the  inner  lot  line  courts  not 
only  do  not  comply  with  Section  144  but  are  in  con¬ 
travention  to  Section  145  and  Section  26,  subdivision  6. 

Section  26,  subdivision  6,  permits  a  fire  escape  in  a 
court  only  in  cases  where  an  apartment  has  no  room 
facing  upon  the  street  or  yard.  Section  145  provides 
that  the  least  horizontal  dimension  of  such  court  shall 
be  not  less  than  35  ft. 

The  apartments  in  question  do  have  rooms  facing 
upon  the  street,  so  that  they  may  not  have  fire  escapes 
in  the  courts,  and  even  if  the  apartments  did  not  have 
rooms  facing  upon  the  street,  the  courts  as  provided 
could  not  be  used  for  the  location  of  fire  escapes 
since  the  courts  are  not  35  ft.  in  least  dimension, 
being  only  19  ft.  6  in. 

The  fire  escape  is  illegal  under  Section  26,  subdi¬ 
vision  6,  and  Sections  144  and  145. 

It  appears  that  there  is  a  private  restriction  imposed 
by  the  grantor  of  the  owner  of  these  premises  against 
the  erection  of  a  fire  escape  on  the  front  of  the  build¬ 
ing.  If  fire  escapes  proposed  in  the  inner  courts  were 
transferred  to  the  front  of  the  building  the  illegal 
condition  would  be  corrected.  It  is  well  established 
that  private  restrictive  covenants  cannot  override  the 
law. 

The  permission  to  place  the  fire  escapes  in  the  inner 
courts  by  the  Board  of  Buildings  was  an  unlawful 
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variation  of  the  Multiple  Dwelling  Law  and  contrary 
to  the  spirit  of  the  law,  and  also  a  menace  to  the 
health  and  safety  of  the  occupants  of  this  and  the 
adjoining  buildings.  There  is  nothing  in  the  law  re¬ 
quiring  a  Commissioner  of  Buildings  to  accept  a  rul¬ 
ing  ot  the  Board  of  Buildings.  When,  however,  he 
accepts  a  ruling  of  the  Board  of  Buildings  he  assumes 
the  responsibility  in  making  the  ruling  his  decision. 
Neither  the  Commissioner  of  Buildings  nor  the  Board 
of  Buildings  has  the  power  to  vary  the  Multiple 
Dwelling  Law.  Article  2,  Section  9  of  the  Multiple 
Dwelling  Law  provides— “No  ordinance,  regulation  or 
ruling  of  any  municipal  authority  shall  modify  or  dis¬ 
pense  with  any  provision  of  this  Chapter.” 

The  powers  of  the  Commissioners  of  Buildings  and 
the  Board  of  Buildings  are  definitely  set  forth  in 
Chapter  764  of  the  Laws  of  1933,  known  as  the  McCall 
Bill,  which  amended  the  Greater  New  York  Charter 
for  the  purpose  of  consolidating  city  departments  hav¬ 
ing  to  do  with  buildings.  Under  Section  407  of  the 
Charter,  the  Commissioner  of  Buildings  having  sole 
jurisdiction  to  approve  plans  for  the  erection  of  build¬ 
ings  must  exercise  such  power,  however,  “subject  to 
and  in  accordance  with  the  provisions  of  the  Multiple 
Dwelling  Law.  .  .  .”  There  is  elsewhere  no  provision 
of  the  law  empowering  the  Commissioner  of  Build¬ 
ings  to  grant  a  variation  of  the  Multiple  Dwelling 
Law. 

The  Superintendent  of  Buildings  had  power  under 
the  old  Section  411  of  the  Charter  to  vary  the  strict 
letter  of  the  law  affecting  solely  the  “mode,  manner 
of  construction  or  materials”  where  there  were  “prac¬ 
tical  difficulties  in  the  way  of  carrying  out  the  strict 
letter  of  the  law,”  where  an  equally  good  construction 
is  offered.  However,  such  variation  had  to  be  ap¬ 
proved  by  the  Borough  President. 

In  order  to  avoid  conflicting  interpretations  of  the 
law  affecting  the  “mode,  manner  of  construction  or 
materials”  by  five  building  commissioners  and  five 
borough  presidents  and  to  establish  uniformity  in  such 
permitted  variations,  the  Board  of  Buildings  composed 
of  the  five  commissioners  of  buildings  was  created  in 
1933  under  Section  406  of  the  Charter.  This  section 
specifies  the  powers  of  the  Board  of  Buildings.  It  pro¬ 
vides  that — 

“The  Board  of  Buildings  shall  formulate  rules 
regulating  the  methods  of  the  Department  of 
Buildings  and  the  application  and  interpretation 
of  all  laws  and  ordinances  affecting  the  erection, 
construction  and  removal  of  buildings.  *  *  *  Such 
rules  shall  be  uniform  and  apply  throughout  the 
City  of  New  York.” 

The  scope  of  such  rules  and  regulations  is  delineu 
in  Section  411  entitled  Rules  and  Regulations,  as 
amended  in  1933.  This  section  provides : 

“Section  411.  Rules  and  Regulations.  The 
Board  of  Buildings  shall  make  rules  and  regu¬ 
lations  to  pass  upon  any  question  relative  to  the 
mode,  manner  of  construction  or  materials  to  be 
used  in  the  erection,  alteration  or  removal  of  any 
building  or  other  structure  erected  or  to  be  erected 
and  to  require  that  such  mode,  manner  of  con¬ 
struction  or  materials  shall  conform  to  the  true 
intent  and  meaning  of  the  provisions  of  law  and 
ordinances  relating  and  applicable  to  the  construc¬ 
tion,  alteration  or  removal  of  buildings  or  other 
structures.” 

Immediately  following  and  carrying  further  the  plan 
for  uniformity  is  the  provision  substituting  for  the 
former  required  approval  of  the  Borough  President 
the  approval  of  the  Board  of  Buildings  of  any  legal 
variation  in  the  mode,  manner  of  construction  or 
materials  where  there  are  practical  difficulties  or 
where  an  equally  good  construction  is  offered.  The 
provision  is — 

“*  *  *  The  said  Board  shall  have  power  where 


there  are  practical  difficulties  in  the  way  of  carry¬ 
ing  out  the  strict  letter  of  the  law  or  where  an 
equally  good  and  more  desirable  form  of  con¬ 
struction  can  be  employed  in  any  specific  case  to 
grant  a  variation  from  the  strict  letter  of  the  law 
or  the  building  code  provided  the  spirit  of  the 
law  shall  be  observed  and  public  safety  secured 
and  substantial  justice  done.  *  *  *” 

Hence  the  power  of  the  Board  of  Buildings,  composed 
solely  of  the  five  commissioners  of  buildings,  to  vary 
the  law  is  limited  exclusively  to  the  variations  of  pro¬ 
visions  of  the  law  affecting  “the  mode,  manner  of 
construction  or  materials  to  be  used  .  .  .  where  there 
are  practical  difficulties  in  the  way  of  carrying  out  the 
strict  letter  of  the  law  or  where  an  equally  good  and 
more  desirable  form  of  construction  can  be  employed 
in  a  specific  case.  ...”  Such  power  of  the  Board  of 
Buildings  to  vary  does  not  exceed  the  power  devolved 
upon  the  Superintendent  of  Buildings  under  Section 
411  prior  to  the  1933  amendment. 

Provisions  of  the  Multiple  Dwelling  Law  regulating 
the  location  and  use  of  fire  escapes  do  not  relate  to 
“mode,  manner  of  construction  or  materials  to  be 
used,”  and,  furthermore,  there  are  no  practical  diffi¬ 
culties  involved  precluding  structural  compliance  in  the 
erection  of  the  fire  escapes  where  legally  permitted. 
The  Board  of  Buildings  are  restricted  in  their  vary¬ 
ing  power  to  the  finding  of  practical  difficulties  re¬ 
lating  solely  to  a  structural  difficulty  in  connection 
with  mode,  manner  of  construction  or  materials  and 
such  power  includes  no  power  to  vary  under  unnec¬ 
essary  hardship  such  as  is  reserved  exclusively  to  the 
Board  of  Standards  and  Appeals.  “Consensus  of 
opinion”  of  all  five  commissioners  cannot  be  a  sub¬ 
stitute  for  a  finding  of  practical  difficulties.  There¬ 
fore,  the  Board  of  Buildings  and  the  Commissioner 
of  Buildings  granted  a  variation  of  the  Multiple  Dwell¬ 
ing  Law  contrary  to  their  powers  under  Section  411 
ot  the  Charter. 

This  appeal  was  filed  on  June  26,  1936,  by  the  Act¬ 
ing  Tenement  House  Commissioner  following  a  com¬ 
plaint  received  by  him  of  the  erection  of  the  building 
in  violation  of  law.  Pursuant  to  Article  VIII  of  the 
Rules  of  Procedure  of  the  Board  of  Standards  and 
Appeals,  this  board  unanimously  accepted  the  appeal 
on  June  30,  1936.  Notices  of  the  appeal  and  the  date 
of  hearing  were  given  by  writing  and  by  publication 
in  the  Bulletin  to  the  Board  of  Buildings  and  the 
Commissioner  of  Buildings. 

Motions  made  to  dismiss  the  appeal  should  be 
denied. 

It  is  recommended  that  the  appeal  to  revoke  the 
permit  issued  by  the  Commissioner  of  Buildings  be 
granted. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 

and 

Whereas,  this  report  recommended  that  all  motions  to 
dismiss  the  appeal  be  denied  and  that  the  appeal  to  revoke 
the  permit  issued  by  the  commissioner  of  buildings  be 
granted ;  and 

Whereas,  this  report  was  unanimously  adopted  by  the 
board.  I 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  reverse  the  decision  of  the  Commissioner  of  Build¬ 
ings  in  issuing  the  permit  and  does  hereby  grant  the  appeal 
and  revoke  the  permit  issued  by  the  commissioner  of 
buildings. 


Adjourned:  10:45  A.M. 

Edward  V.  Barton,  Chief  Clerk. 


954 


MINUTES 


^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  July  7,  1936,  as  they  appeared 
in  Bulletin  No.  28,  Vol.  XXI,  are  hereby  corrected  to  read 
as  follows : 

THE  RESOLUTION— 

(1S5-36-BZ) 

Whereas,  Tobias  Goldstone,  for  Herap  Properties,  Inc., 
and  Simon  Holland,  owners,  filed  May  27,  1936,  an  appli¬ 
cation  under  the  building  zone  resolution  to  permit  the 
extension  from  an  unrestricted  use  district  into  a  business 
use  district  of  an  existing  structural  iron  works ;  prem¬ 
ises  :  258-280  Lott  avenue,  540-554  Christopher  avenue, 
southwest  corner,  and  821-835  Stone  avenue,  southeast 
corner  of  Lott  avenue  (Block  No.  3855,  Lot  Nos.  10  and 
17),  Borough  of  Brooklyn;  and 

YV  hereas,  a.  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  July  7,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lott  avenue  is  an  unre¬ 
stricted  and  business  district ;  Christopher  avenue  is  in 
a  business  and  unrestricted  district  and  Stone  avenue  is 
in  an  unrestricted  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  11,  1936,  Plan  No.  6353-1936,  reads: 

“1.  Proposed  extension  of  a  prohibited  use — Iron 
works — from  an  unrestricted  into  a  business  use  dis¬ 
trict  is  contrary  to  art.  II,  sec.  4a (19)  of  the  Building 
Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  200  ft.  and  a  depth  of  140  ft.  on 
Christopher  avenue  and  on  Stone  avenue;  the  east  half 
of  the  plot  is  in  a  business  district  and  the  west  half  is 
in  an  unrestricted  use  district.  The  west  half  of  the 
plot  is  developed  with  a  structural  iron  fabricating  works. 
Proposed  to  extend  this  use  over  the  entire  plot.  There  is 
a  building  and  a  traveling  crane  located  on  the  west  half  of 
the  plot ;  it  is  proposed  to  extend  this  building  and  also 
the  crane  over  the  east  half  of  the  plot;  part  of  the  pro¬ 
posed  building  to  be  occupied  as  a  three-car  garage,  40  ft. 
by  30  ft.  in  area ;  and 

Whereas,  there  is  a  considerable  question  as  to  whether 
the  proposed  use  is  excluded  in  a  business  use  district 
under  section  4a-19  inasmuch  as  the  proposed  use  is  for 
fabricating  of  steel  only  and  not  a  foundry  nor  a  blast 
furnace  and  a  steel  rolling  mill ;  and 

YYr  hereas,  the  objection  of  the  commissioner  of  build¬ 
ings  is  not  based  under  section  4B  on  the  ground  of  noise; 
and 

Whereas,  it  is  proposed  to  use  the  plot  for  uses  which 


*Correction — previous  correction  voided  and  words  ‘for 
a  portion  of  the  height’  added  in  line  83  of  resolution  and 
words  ‘to  minimize  noise’  also  added  in  line  83. 


are  conforming  in  a  business  district,  namely,  storing  of 
steel  beams  and  a  private  garage  intended  solely  for  hous¬ 
ing  motor  vehicles  used  in  the  business  and  the  only 
ground  for  objection  is  that  the  premises  are  to  be  used 
as  accessory  to  the  existing  fabricating  plant  which  is 
located  in  an  unrestricted  use  district  and  is  there  by 
right  and  should  be  permitted  to  expand  with  reasonable 
safeguards  to  protect  the  adjacent  premises  zoned  for 
business  uses ;  and 

Whereas,  except  for  a  portion  of  Christopher  avenue 
the  surrounding  area  for  several  blocks  on  all  sides  is 
zoned  for  unrestricted  uses ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises; 
and 

\\  hereas,  the  board  deemed  that  the  proposed  use 
should  be  granted  under  proper  safeguarding  conditions 
and  that  granting  a  variance  in  view  of  the  substantially 
conforming  nature  of  the  proposed  use  would  be  a  proper 
exercise  of  power  under  section  7C. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  under 
section  7-c  to  permit  the  plot  under  appeal  to  be  used  as 
an  extension  of  the  structural  iron  fabricating  works  now 
occupying  the  adjoining  Lot  10  to  the  west  in  an  unre¬ 
stricted  district ;  on  condition  that  the  fabrication  of  steel 
shall  be  exclusively  restricted  to  Lot  10 ;  that  no  riveting 
shall  be  carried  on  in  the  premises  under  appeal  and  that 
in  the  adjoining  premises  now  occupied  on  Lot  10  the 
riveting  shall  be  done  within  a  roofed  enclosure  to  reduce 
the  objectionable  noise;  that  the  building  in  which  the  ex¬ 
tension  of  the  crane  is  proposed  to  be  erected  shall  be 
completely  roofed  over  and  shall  be  completely  enclosed 
with  brick  walls  on  the  Lott  avenue  and  Christopher  ave¬ 
nue  sides  and  with  brick  or  metal  for  a  portion  of  the 
height  on  the  lot  side  to  minimise  noise;  that  there  shall 
be  a  wall  not  less  than  20  ft.  high  erected  between 
this  proposed  crane  building  and  the  proposed  private 
garage  building  as  permitted  in  a  business  use  district 
along  the  Christopher  avenue  building  line ;  that  any 
opening  in  this  wall  shall  be  not  over  12  ft.  in  width 
and  shall  be  protected  with  solid  gates  that  shall  be 
closed  at  all  times  except  while  trucks  are  entering  or 
leaving  the  premises ;  that  any  gate  to  Lott  avenue  from 
the  premises  under  appeal  shall  have  similar  solid  doors, 
kept  closed  except  when  trucks  are  entering  or  leaving  the 
premises ;  that  along  Lott  avenue  in  front  of  the  present 
premises  on  Lot  10  the  crane  building  shall  be  enclosed  for 
the  full  height  with  heavy  sheet  metal  and  roofed  over; 
that  the  structural  steel  crane  shall  be  so  constructed  as  to 
be  operated  with  as  little  amount  of  noise  as  possible; 
that  no  material  shall  be  stored  beyond  the  building  line 
of  the  premises ;  that  complete  plans  shall  be  submitted 
and  approved  by  the  chairman  in  behalf  of  the  board 
before  same  are  filed  with  the  commissioner  of  buildings; 
and  that  this  variance  shall  continue  only  so  long  as  con¬ 
ditions  as  herein  set  forth  are  complied  with. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213.  Municipal  Building,  Manhattan.  Price  50c  ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c  ;  by  mail  12c. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931;  May  12,  1931 ;  November  24, 

1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charier  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1.  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED :  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  SUSP^' 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS— Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
(Va")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (Ya)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (Vs)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  04)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  (V\)  inch 
thick. 

Note — All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND— An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL :  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT:  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION  :  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 

PERMIT :  Shall  mean  permit  for  storage  of  oil. 

PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2 y2)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED:  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE:  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK :  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY:  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  .PUMP :  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

. VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades  : 


Range 

Oil 

SP. 

Gr. 

(A.  P.  I.) 

40-44 

No.  1  Fuel  Oil 

it 

a 

ii 

36-40 

No.  2 

a 

a 

a 

a 

ti 

32-36 

No.  3 

a 

a 

u 

a 

ii 

28-32 

No.  4 

a 

it 

a 

a 

ii 

24°  + 

No.  5 

ii 

it 

a 

a 

it 

18°  + 

No.  6 

it 

it 

a 

a 

ii 

10°  + 

(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


i  in  height;  nor  do  the  requirements  of  these  rules  apply  to 
,1  such  portable  apparatus  such  as  blow  torches,  soldering 
y.  pots,  tar  heaters,  snow  melters,  etc. 
i 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  'tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
fiom  rust.  Ihe  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less— J4  in.  shell,  J4  in. 
heads. 

Tanks  37  to  72  in.  in  diameter — %.  in.  shell,  5/16  in. 
heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  $4  in. 
heads. 

Tanks  over  120  inches  in  diameter  to  be  of  54  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 

follows : 

In  shelly  in.  thick,  54  in.  in  diameter  rivets  2*4  in.  pitch. 

.  in  shell  5/16  in.  thick,  54  in  diameter  rivets  2)4  in 
pitch. 

In  shell  54  in.  thick,  54  in.  diameter  rivets  2j4  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  54  of  an  inch  in  diameter 
and  spaced  not  more  than  2*4  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
(9.000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  04")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  *4  inch  and  the  minimum  thickness  of  roof  plates 
54  inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula: 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

F.  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  'hell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e>. 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


Section  3.  Outside  of  Buildings,  Above  Ground. 

(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1J4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 


If  distant  25  feet  from  line  of  adjoining 
property  which  may  be  built  upon 
If  distant  30  feet  . 


16,000  gallons 
24,000 


If  distant  40  feet .  36,000 

If  distant  50  feet  . .  48,000 

If  distant  60  feet .  60,000 

If  distant  75  feet .  96,000 

If  distanct  85  feet,  or  more .  100,000 

(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1}4)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4/)  high  but  in  no  case  higher  than  one-fourth 
(%.)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1}4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used, 
flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
I  ubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1}4)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line. 
There  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 
(1  ).  Cross  connection  between  vent  pipe  and  fill  pipe  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

(c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (1  Yt")  in  diameter  for  storage  tanks  up  to  1,100 
gallons’  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
XA  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (S’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
n°t  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1")  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading '“Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  Y%  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-oli 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  ^  from  storage 
tanks  of  two  hundred  and  seventy-five  (2 7a)  gallons’  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions : 

Temperature  control 

Ignition  “ 

Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  M 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls-  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 

capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as  in  this 
section  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows  : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 

for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves  or  any  such  heating  devices  protected  by  a  shield 
of  l/2"  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil- 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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APPROVED  APPLIANCES 


Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner  Calendar  No. 

A.  B.  C.  Oil  Burner .  1295-24-SA 

A.  B.  C.  Oil  Burner,  Type  H .  684-29-SA 

Ace  Rotary  Oil  Burner .  47-35-SA 

Acme  Oil  Burner,  Models  BO-1  and  BO-2..  132-34-SA 

Aetna  Automatic  Oil  Burner .  1547-23-SA 

Air-Blast  Oil  Burner .  579-32-SA 

Airtemp  Oil  Burner,  Model  B-6 .  139-36-SA 

Airtemp  Oil  Burner,  Models  D,  F  and  G....  88-34-SA 

Alladin  Oil  Burner .  298-26-SA 

Alexander  Oil  Burner .  65-28-SA 

Alida  Oil  Burner .  124-34-SA 


American  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 
92,  93,  94,  95  ,  96  ,  4512,  4518,  4528,  4538, 
4562,  4563,  4573,  4578,  4588,  4688,  4678, 
4668,  4666,  4683,  4663,  4653,  4673,  4674, 


4664,  4612,  4618,  4628  and  4638 .  298-33-SA 

Aristocrat  Oil  Burner .  222-35-SA 

Associated  Oil  Burner  .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Autocrat  Oil  Burner,  Model  B-l .  297-31-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 


Baker  Automatic  House  Heating  Burner....  1323-22-SA 

Raker  Oil  Burner,  Model  L,  Gun  Type .  404-29-SA 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD .  329-35-SA 

Ballard  Baby  Grand  Oil  Burner .  447-32-SA 

Ballard  Super  Domestic  Oil  Burner .  939-24-SA 

Bayard  Domestic  Fuel  Oil  Burner .  1184-22-SA 

Berggren  Oil  Burner .  764-26-SA 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  485-32-SA 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

Bettendorf  High  Pressure  Oil  Burner .  479-31-SA 

Bettendorf  Oil  Burner .  731-28-SA 

Bettendorf  Oil  Burner,  Model  H.B .  498-32-SA 

Bock  Oil  Burner,  Models  A,  B,  C  and  D....  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8  . 102-34-SA 

Braden  Automatic  Fuel  Oil  Burner .  322-30-SA 

Branford  Oil  Burner .  36-31-SA 

Branford  Oil  Burner,  Model  “A” .  461-32-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Models  A  and 

B  .  19S-33-SA 


-Caloroil  Burner,  Type  AA .  1361-24-SA 

Camel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S .  229-32-SA 

Carboradiant  Oil  Burner,  Models  V  &  VS...  16-31-SA 

Carboradiant  Oil  Burner,  Model  VSS .  49-32-SA 

Carborundum  Burner  .  571-29-SA 

Carter-Korth  Oil  Burner,  Model  “P” .  389-32-SA 

Carter-Korth  Oil  Burner  .  54-30-SA 

Carter  Oil  Burner,  Models  4X  and  5X .  117-34-SA 

Ceco  Oil  Burner  .  354-35-SA 

Central  Oil  Burner,  Models  4-X  and  5-X....  117-34-SA 

Century  Oil  Burner  .  157-28-SA 

Challenger  Kleen  Heat  Burner,  Series  No.  100  813-28-SA 

Challenger  Oil  Burner,  Model  “A” .  86-34-SA 

Chalmers-Ace  (Rotary)  Oil  Burner .  47-35-SA 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  .  608-32-SA 

Citro  Oil  Burner,  Models  A  and  B .  86-36-SA 

Commonwealth  Automatic  Oil  Burner .  348-28-SA 

Concord  Burner  . : .  108-35-SA 

Continential  Oil  Burner,  Models  A,  B  and  C. .  146-31-SA 

Cook’s  Automatic  Oil  Burner .  955-27-SA 

Cope-Swift  Safety  Automatic  Oil  Burner....  354-31-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Crescent  Oil  Burner . 222-29-SA 


Name  of  Burner  Calendar  No. 

Crescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Crown  Oil  Burner,  Type  XA .  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-26-SA 

D’Elia  Oil  Burner .  155-31-SA 

Delco  Heat  Oil  Burner .  420-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Diesel  Oil  Burner  .  354-35-SA 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner .  317-31-SA 

Doherty  Oil  Burner .  943-26-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C  .  600-31-SA 

Economy  Oil  Burner,  Type  A-l .  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-SA 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-SA 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C,  EA  and  TCV .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

Empire  Oil  Burner .  222-35-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 .  225-32-SA 

Espo  Oil  Gas  Burner .  1431-23-SA 

Evenheet  Oil  Burner .  554-32-SA 

Everedy  Oil  Burner .  102-33-SA 

Fairfield  Oil  Burner .  584-31-SA 

Faultless  Oil  Burner .  493-24-SA 

Fine-Glo  Oil  Burner . ■ .  178-35-SA 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 

Model  T-2  .  125-36-SA 

Fluid  Heat  Domestic  Oil  Burner,  Type  O...  1094-27-SA 

Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P  134-35-SA 

Fluid  Heat  Oil  Burner .  361-32-SA 

Forsdraft  Oil  Burner .  41-34-SA 

Foster  Oil  Burner .  715-26-SA 

Franklin  Domestic  Oil  Burner .  560-26-SA 

Freeport-Silent  Service  Oil  Burner.  Models  5, 

10  and  30 .  97-33-SA 

Fuelo  Oil  Burner .  47-30-SA 

Gar  Wood  Oil  Burner .  373-30-SA 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500  481-32-SA 

General  Automatic  Oil  Burner,  Model  A....  60-36-SA 

General  Electric  Fuel  Oil  Burner .  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2....  228-33-SA 

Ghapco  Steam  Generator  .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Flexible  Flame  Burner....  109-31-SA 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-31-SA 

Gilbert  &  Barker  Oil  Burner,  Model  S-l _  282-33-SA 

Gill  Oil  Burner .  1231-23-SA 

Gold  Star  Oil  Burner,  Models  F  and  6 .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . 441-31-SA 

Goodspeed  Automatic  Oil  Burner .  957-27-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2. .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner .  382-26-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

Hardinge  Oil  Burner .  813-25-SA 

Hardinge  Oil  Burner,  Model  23 .  33-33-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Automatic  Oil  Burner .  1162-24-SA 

Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  .  595-29-SA 
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Name  of  Burner  Calendar  No. 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat  King  Oil  Burner,  Model  2 .  98-35-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Heatiator  Oil  Burner .  1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 


Heil  Combustion  Fuel  Oil  Burner,  Type  B...  295-29-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  HF _  309-33-SA 

Hercules  Oil  Burner,  Models  M  1200  and  M 


1800  . . .  486-32-SA 

Herman  Nelson  Conversion  Oil  Burner .  144-36-SA 


Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2  11-36-SA 

Hofmann  Automatic  Fuel  Oil  Burner,  Model 


41  .  274-35-SA 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Homestead  Oil  Burner,  Model  E .  176-36-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 


Improved  Kres-Kno  Oil  Burner  and  Model 

MD  .  591 -29- S A 

Inferno  Oil  Burner .  82-33-SA 

International  Mechanical  Draft  Oil  Burner..  372-30-SA 
International  Oil  Burner .  1305-24-SA 

Jacobsen  Balanced  Oil  Burner,  (Model  V-l)  333-33-SA 
Johnson  Improved  Rotary  Fuel  Oil  Burner..  938-22-SA 
Joyce  Oil  Burner .  852-26-SA 

K.  F.  C.  Oil  Burner .  846-25-SA 

Kaytown  Quiet  Automatic  Oil  Burner,  Models 

A,  B  and  C .  146-31-SA 

Kelco  Oil  Burner .  237-33-SA 

Kelvinator  Oil  Burner .  339-31-SA 

Kelvinator  Oil  Burner,  Model  K .  105-34-SA 

KeWaNee  Oil  Burner,  Model  “C” .  518-32-SA 

Kingsway  Century  Oil  Burner,  Models  F  and 

G .  369-33-SA 

Kleen  Heet  Oil  Burner .  62-24-SA 

Kleen  Heet  Oil  Burner,  Type  902 .  99-35-SA 

Kleen  Heet  Oil  Burner,  Type  R .  49-33-SA 

Korth  Oil  Burner,  Models  G  and  S .  136-34-SA 

Kreager  Oil  Burner .  367-30-SA 

Kres-Kno  Oil  Burner .  443-28-SA 

Kres-Kno  Pressing  Machine  Burner,  Model 

MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Laco  Oil  Burner,  Model  NL .  670-30-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D..  226-33-SA 

Lange  Economical  Oil  Burner .  355-33-SA 

Lawrence  May  Oil  Burner .  1034-27-SA 

Leader  Oil  Burner .  425-31-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75-34-SA 

Lochinvar  Oil  Burning  Unit.  . .  .• .  142-36-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3..  166-34-SA 

“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307,  308,  309,  400  and  800. .  341-32-SA 

M.  W.  Emancipator  Oil  Burner .  102-33-SA 

M.  W.  Oil  Burning  Water  Heater .  737-29-SA 

M.  W.  Water  Heater,  Model  20-D .  365-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Majestic  Oil  Burner .  693-30-SA 

Marr  Oil  Burner,  Model  H,  Type  R .  765-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Master-Kraft  Oil  Burner .  83-33-SA 

May  Oil  Burner .  68-24-SA 

May  Oil  Burner,  Type  BB .  46-34-SA 


Name  of  Burner  Calendar  No. 

Mayfield  Oil  Burner .  568-31-SA 

Mayflower  Oil  Burner .  124-29-SA 

Mcllvane  Oil  Burner .  544-29-SA 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-SA 

Merco  Oil  Burner .  637-29-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Metro-Pressure  Oil  Burner,  Models  A,  B  and 

C .  146-31-SA 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-SA 

Monitor  Oil  Burner .  202-34-SA 

Morrissey  Oil  Burner .  673-27-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1....  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 

Morse  Fuel  Oil  Burner .  820-23-SA 

Moto-Heat  Oil  Burner .  195-32-SA 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15...: .  628-23-SA 

Mousette  Oil  Burner .  887-25-SA 

Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner .  836-25-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA 

New  Process  Oil  Burner .  1071-27-SA 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 

Nokol  Automatic  Burner .  1078-24-SA 

Norge  Oil  Burner  Models  N8,  N18  and  N28.  226-34-SA 

Nu-Way  Oil  Burner .  773-26-SA 

Oilbuilt  Burner  .  85-33-SA 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-SA 

Oronoque  Oil  Burner .  394-30-SA 

Orr  Fuel  Oil  Burner .  113-26-SA 

Pacific  Oil  Burner .  343-35-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner .  236-35-SA 

Peoples  Silent  Oil  Burner,  Models  O  and  G. .  313-35-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect  Automatic  Oil  Burner  (Gun  Type), 

Model  A-l  .  112-36-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Burner,  Model  0 .  78-28-SA 

Petro  Burner,  Model  P-2 .  735-30-SA 

Petro  Oil  Burner,  Model  W-2  .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-1J4...  245-33-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 . 40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-SA 

Pioneer  Automatic  Oil  Burner .  1259-27-SA 
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Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  C  .  600-31 -S  A 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  . . . . .  411-32-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  . . 21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 

Ouiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 . 368-34-SA 

Rayfield  Oil  Burner .  504-26-SA 

Real  Host  Oil  Burner .  38-34-SA 

Re-Ly-On  Oil  Burner. . .  745-26-SA 

Remington  Domestic  Oil  Burner,  Type  B....  532-31-SA 

Remington  Oil  Burner .  891-26-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Richfield  Oil  Burner,  Pressure  Gun  Type....  73-36-SA 

Richmond  Gravity  Fuel  Oil  Burner .  1193-22-SA 

Rickard  Oil  Burner .  1011-27-SA 

Rotoflame  Gem  Oil  Burner .  187-33-SA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 


S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S  &  K  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S-K  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

S.  T.  Johnson  Oil  Heat  Servant .  157-34-SA 

Schulse  Home  Oil  Burner .  1487-23-SA 

Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ.  CV  and  SN  Junior .  436-32-SA 

Sealdheet  Oil  Burner,  Model  SH .  160-36-SA 

Security  Oil  Burner .  56-28-SA 

Shepard  Oil  Burner .  563-30-SA 

Shill  Oil  Burner .  315-30-SA 

Shur-Heat  Oil  Burner.  Models  R-15  and  R-35  21-36-SA 

Silent-Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  0  .  463-31 -S A 

Silent  Automatic  Oil  Burner .  458-26-SA 

Silent  Automatic  Burner,  Model  “B” .  709-30- S A 

Silent  Automatic  Burner,  Model  “E” .  710-30-SA 

Silent  Flash  Oil  Burner,  Model  Cl . 38-33-SA 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 

Silent  Glow  Oil  Burner,  Models  800,  1000, 

1800.  2800,  3800,  6800  and  8800 .  345-31 -S  A 

Silent  Heet  Oil  Burner,  Model  C .  96-36-SA 

Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 

Simplex  Domestic  Oil  Burner,  Type  P.A _  446-30-SA 

Simplex  Domestic  Type  “S.P.”  Oil  Burner..  145-31-SA 

Socony  Arrow  Oil  Burner . 1191-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G.  536-31-SA 

Standard  Automatic  Oil  Burner,  Type  11-G.  537-31-SA 

Standardyne  Oil  Burner .  34-34-SA 

Stephens  Oil  Burner,  Models  Nos.  1  and  2. . . .  146-33-SA 

Stuhler  Oil  Burner .  618-27-SA 

Stuhler  Oil  Burner,  Model  R . 84-36-SA 

Summerheet  Oil  Burner .  581-26-SA 

Sundstrand  Automatic  Oil  Burner .  755-26-SA 


Name  of  Burner  Calendar  No. 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner, .  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner . 951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

Tabor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 

Tbompson-Gould  Oil  Burner  .  178-35-SA 

Thoroburn  Oil  Burner,  Model  A-1-16-G .  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary  Oil  Burner . 297-29-SA 

Timken  Silent  Automatic  Heater  (Water 

Heater  Unit)  Models  40-A  and  50-B  .  . ..  121-35-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C...  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Tri-Aire  Oil  Burner,  Model  C-3 .  188-36-SA 

Troian  Domestic  and  Industrial  Fuel  Oil 

Burner  . 667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner .  6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Vesta  Oil  Burner .  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner . 320-30-SA 

Viking  Oil  Burner .  396-32-SA 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW, 

EW-1  and  EW-2 .  341-33-SA 

■Warner  Oil  Burner,  Model  A .  16-34-SA 

Wayne  Oil  Burner .  1155-25-SA 

Wayne  S-2  Domestic  Oil  Burner .  115-32-SA 

Weco  Multi  Oil  Burner,  Low  Pressure  Type.  24-36-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Flame  Oil  Burner .  357-35-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

JJ,  Junior,  K,  KA,  KB,  and  R .  918-22-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  _ . _ .  19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

and  B  .  32-33-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  44-29-SA 

York  Horizontal  Rotary  Oil  Burner  (Type 

AP)  . 56-36-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 
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Burners  for  Industrial  Use 


Name  of  Burner  Calendar  No. 

l  Ace  Rotary  Oil  Burner .  47-3S-SA 

Air-Blast  Oil  Burner .  579-32-SA 

Airtemp  Oil  Burner,  Models  D,  F  and  G _  88-34-SA 

Anthony  Nebulyte  Oil  Burner .  1026-22-SA 

Aristocrat  Oil  Burner .  222-35-SA 

Associated  Oil  Burner .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 

Babcock  &  Wilcox  Mechanical  Oil  Burner...  45-21-SA 

Ballard  Automatic  Oil  Burner .  1363-23-SA 

Ballard  Low  Pressure  Mechanical  Oil  Burner  1493-22-SA 

Ballard  Jr.  Oil  Burner .  1176-27-SA 

Ballard  Staples  &  Pfeiffer  Steam  Atomizing 

High  Pressure  Burner .  1414-22-SA 

Berggren  Oil  Burner .  764-26-SA 

Best  Calorex  Burner... .  1464-21-SA 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  485-32-SA 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

Bock  Oil  Burner,  Models  A,  B.  C  and  D _  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-S, 

WH-6  and  WH-8  .  102-34-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Models  A  and  B  195-33-SA 
Burnwell  Mechanical  Burner .  957-22-SA 

Caloroil  Burner,  Type  AA .  1361-24-SA 

Carter  Oil  Burner,  Models  4X  and  SX .  117-34-SA. 

Central  Oil  Burner,  Models  4X  and  5X .  117-34-SA 

Chalmers-Ace  (Rotary)  Oil  Burner .  47-35-SA 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  .  608-32-SA 

Coen  Mechanical  Oil  Burner .  942-21-SA 

Concord  Burner  .  108-3S-SA 

Cornell  No.  1  Type  A  Oil  Burner .  397-23-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Dahl  Mechanical  Fuel  Oil  Burner .  13-21-SA 

D’Elia  Oil  Burner .  155-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Doe  Oil  Burner .  317-31-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Empire  Oil  Burner .  222-35-SA 

Enco  Type  400  Steam  Atomizing  Oil  Burner'.  1414-23-SA 

Enco  Mechanical  Oil  Burner .  509-30-SA 

Enterprise  Rotary  Fuel  Oil  Burner . .’  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Fess  Turbine  Burner,  Airoil  Fan  and  Pump  Set  26-22-SA 

Fine-Glo  Oil  Burner .  178-35-SA 

i  Forsdraft  Oil  Burner . 41.34.5^. 

Frankfort  Type  P  Oil  Burner . 1  1046-23-SA 

Gem  Fuel  Oil  Burner .  111-26-SA 

General  Electric  Fuel  Oil  Burner,  Model  D-l  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 .  228-33-SA 

Ghapco  Steam  Generator .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Fuel  Oil  Burner .  1636-21-SA 

Gold  Star  Oil  Burner,  Models  F  and  S .  166-33-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

;  Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

GRD  Fuel  Oil  Atomizer .  128-27- SA 

Greenawalt  Down  Draft  Combustion  Oil 

Burning  Furnace .  85-35-SA 

Hammond  Oil  Burner .  72-31-SA 


Name  of  Burner  Calendar  No. 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Oil  Burner,  Model  “H”.... .  221-33-SA 

Hauck  Venturi  Low  Pressure  Oil  Burner _  88-27-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hobeco  Oil  Burner .  1278-21-SA 

Holby  Oil  Burner .  328-27-SA 

Holby  Type  B  Fuel  Oil  Burner .  689-29-SA 

Hupp  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Induslo  Fuel  Oil  Burner  1-27 .  5-24-SA 

Kelvinator  Oil  Burner,  Model  K .  105-34-SA 

Kingsway  Century  Oil  Burner,  Models  F  and 

G .  369-33-SA 

Korth  Oil  Burner,  Models  G  and  S .  136-34-SA 

Kreager  Oil  Burner .  367-30-SA 

Kres-Kno  Pressing  Machine  Burner,  Model 

MD,  sizes  KRF  and  KRF-1 . . .  354-34-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D. ..  226-33-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75-34-SA 

Leintz  Oil  Burner .  155-20-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3. ..  166-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Mahrvel  Low  Pressure  Burner .  859-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Maxon  Oil  Burner  (New  Style) .  1026-22-SA 

May  Oil  Burner . . .  68-24-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner . 155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-SA 

Monarch  Industrial  Oil  Burner .  133-35-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3  and  MP-1 .  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 
Morse  Fuel  Oil  Burner .  820-23-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

Nichols-McCann-Harrison  Burners .  255-31-SA 

North  American  Low  Pressure  Oil  Burner...  792-26-SA 

Oilbilt  Burner  .  85-33-SA 

Oronoque  Oil  Burner .  394-30-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Peabody-Fisher  Wide  Range  Mech.  Oil  Burner  644-21-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Mechanical  Burner  and  Air  Register..  735-24-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15  . .  40-31-SA 
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Name  of  Burner  Calendar  No. 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner,  Model  W-AH  . 614-32-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  .  21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Quigley  No.  10  Low  Pressure  Oil  Burner....  436-31-SA 
Quinn  Oil  Burning  Equipment .  367-21-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  S04-23-SA 
Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Rockwell  Fuel  Oil  Burner .  341-21-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21-SA 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S.  &  K.  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S.  K.  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 

Simplex  Turbine  Fuel  Oil  Burner .  1203-22-SA 

Standardyne  Oil  Burner .  34-34-SA 

Steam  Oil  Burner .  183-22-SA 

Stephens  Oil  Burner,  Models  No.  1  and  No.  2  146-33-SA 

Stewart  Gasifier  Oil  Burner .  146-35-SA 


Name  of  Burner  Calendar  No. 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Surface  Combustion  Low  Pressure  Burner...  92-23-SA 
Syncro-Flame  Oil  Burner,  Model  R .  139-35-SA 

Tate-Jones  Fuel  Oil  Burner,  “L”  Type .  1254-24-SA 

Tate-Jones  No.  6  Oil  Burner .  1444-23-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 

Todd  Mechanical  Fuel  Oil  Burner .  1525-22-SA 

Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-3S-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C....  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Todd  Steam  Atomizing  Fuel  Oil  Burner....  123-23-SA 
Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

United  States  Gun-type  Oil  Burn'**- .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Vapofier  Oil  Burner .  184-34-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wheco  Oil  Burner .  108-34-SA 

Winslow  Kleen  Heet  Burner,  Models  80S  and 

820  .  19-25-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  . 9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21-SA 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps.  Models  A.  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  , Model  7-OB  199-36-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 


A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Brigham  Range  Oil  Burner .  217-35-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35-SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 .  157-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  .  40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

RH-9  .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  .  172-35-SA 

Florence  Range  Burners .  219-34-SA 

Fox  Range  Oil  Burner .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34-SA 

Hupp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

Kolrid  Range  Burner  .  48-34-SA 

Kres-Kno  Ranee  Oil  Burner,  Model  MD. 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

Lochinvar  Automatic  Oil  Burning  Water 

Heater  .  143-36-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 


Name  of  Burner 


Calendar  No. 


Loyalty  Range  Burner  .  302-34-SA 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 


M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  . 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 . 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B . . 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  . 

Majestic  Space  Heater,  Model’s  '247T  and  248.’ 
Majestic  Water  Heater,  Models  255A  and  255B 
Moderne  Range  Oil  Burner,  Models  Regular, 
Junior  and  Firenew  . 


367-34-SA 

366-34-SA 


364-34-SA 

180- 35-SA 

181- 35-SA 

182- 35-SA 

357-34-SA 


National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 


Putnam  Range  Oil  Burner 


54-35-SA 


Quaker  Burnoil  Stove  .  11-31-SA 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 


Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  491-31-SA 


Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  . 310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Budding,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c  ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders 

132-36-A — 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36-A— 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A — 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2}4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

i04-33-SA — Firemaster  Fire  Extinguisher. 

117-34-SA — Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 


97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ -21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 


266-35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 
300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 


and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name . . . . 

Street . . 

P.  O . . 

My  Subscription  is  to  begin  with  the  issue  for . . . . . ;  1936. 
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DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


PUBLIC  HEARINGS 


Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSUL 


RY  QF 

ATION 


10  A.  M.  to  1  P.  ty. 

Any  person  desiring  to  consult  the'  chairman)  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours',  of :  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted:  1  )T 


Office — Municipal  Building,  Rooms  1001  to  1015. 

:  Telephone — WOrth  2-0184. 

Office  Hours — 9  a.  m.  to  4  p.  m.  daily  except  Saturdays 
during  July  and  August. 

All  communications  should  he  addressed  to  the  chairman  of 

the  hoard 


CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given— 
Docket. 

Rules  Directory. 

Certiorari  Order  Served  on  Board. 

Notice  of  Adjournment. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Rules  for  Liquefiers  used  to  convert  solid  carbon  dioxide 
to  a  liquid  and/or  a  gas. 

Reserve  Calendar. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  September  21,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


t 


DOCKET 

New  Cases  Filed  up  to  August  5,  1936 

Cal.  No.  Department  Premises  Affected 

233-36-BZ . D.I3.B . 1802  54th  street,  5401-03  18th 

avenue,  S.E.  corner  (Block 
5487,  Lot  9),  Brooklyn, 

App.  9643-36. 


234-36- BZ . D.B.M . 1690-98  Broadway,  203-209 

West  53d  street,  N.E.  cor¬ 
ner  (Block  1025,  Lots  25  & 
27),  Manhattan.  Decision. 


Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Aug. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  trucks,  Specifications  for. July 

Plumbing  Rules  .  Aug. 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.July 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . May 

Standpipe  Fireline  Rules . . . June 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 


Wire  Glass  Rules  (Amendment  to 

Rule  SOS  of  Industrial  Code).. Apr. 


14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 
4,  1936— Vol.  21,  No.  31 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 

11,  1936— Vol.  21,  No.  32 
25,  1936— Vol.  21,  No.  8 
14,  1936— Vol.  21,  No.  28 
19,  1936— Vol.  21,  No.  20 

12,  1936— Vol.  21,  No.  19 
9,  1936— Vol.  21,  No.  23 
7,  1932— Vol.  17,  No.  23 

28,  1936 — Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


235-36-A . D.B.M . 67-75  Wall  street,  59-65  Wall 

street,  S.E.  corner  Hanover 
place  (Block  27,  Lots  9  & 
17),  Manhattan,  Decision. 


236-36- A . F.D . Block  bounded  by  43d  street, 

44th  street,  First  avenue 
and  Second  avenue  (Block 
726,  Lot  1),  Brooklyn, 

68400-L.C. 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . July 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Aug. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Aug. 

Fuel  Oil  Pumps . Aug. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Aug. 


5,  1935— Vol.  20,  No.  10 
14,  1936— Vol.  21,  No.  28 

4,  1936— Vol.  21,  No.  31 
26,  1936— Vol.  21,  No.  21 
4,  1936— Vol.  21,  No.  31 
4,  1936— Vol.  21,  No.  31 

26,  1935— Vol.  20,  No.  48 

4,  1936— Vol.  21,  No.  31 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Aug.  11,  1936 — Vol.  21,  No.  32 
Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932 — Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules .  Mar.  10,  1936 — Vol.  21,  No.  10 

Concrete  Rules  (Hydrated  Lime)... Aug.  11,  1936 — Vol.  21,  No.  32 

Elevator  rules  . Mar.  3,  1936 — Vol.  21,  No.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935 — Vol.  20,  No.  1 

Factory  Exit  Rules . June  4,  1935 — Vol.  20,  No.  23 

Fire  Alarm  Rules  (Interior) . May  28,  1935 — Vol.  20,  No.  22 

Fire  Drill  Rules .  Tuly  14,  1936— Vol.  21,  No.  28 

Fire  Retarding  Rules  for  Garages, 

etc . June  16,  1936— Vol.  21,  No.  24 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  July  30,  1936,  Mr.  Bernard  R.  Schulman,  attorney,  served 
on  the  Board  petition  and  order  of  certiorari,  on  behalf  of  Henry 
W.  Newman,  owner,  re  decision  of  June  23,  1936,  denying  alteration 
of  garage  so  as  to  include  gasoline  service  station,  in  business  use 
district,  Cal.  No.  424-19-BZ,  premises  2275-2291  Bedford  avenue, 
northeast  corner  Albemarle  road,  Borough  of  Brooklyn. 


ADJOURNMENT 

Notice  is  hereby  given  that  the  next  regular  meeting  of 
the  Board  of  Standards  and  Appeals  will  be  held  on  Tues¬ 
day,  September  15,  1936,  at  10  a.m.,  and  that  the  next 
Clerk’s  Calendar  Call  will  be  held  on  Monday,  September 
14,  1936,  at  2  p.rn. 


NOTICE 

The  Call  of  Clerk’s  Calendar  set  for  Monday,  Septem¬ 
ber  14,  1936,  at  2  p.m.,  and  the  regular  Hearing  Calendar 
set  for  Tuesday,  September  15,  1936,  and  all  notices  of 
subsequent  meetings  of  the  Board,  will  be  printed  in  the 
Bulletin  of  September  1.  1936. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c  ;  by  mail  54c. 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  _  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  reparrs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot : 


Diameters 

Weights  per  Linear  Foot 
Standard  Extra  Heavy 

2  inches . 

.  3  3/5 

5]/2  pounds 

3  inches . •. . . 

.  5  1/5 

9J/2  pounds 

4  inches . 

. .  7 

13  pounds 

5  inches . 

.  9 

17  pounds 

6  inches . 

. 11 

20  pounds 

7  inches . 

. . 14 

27  pounds 

8  inches . 

. . 17 

33l/2  pounds 

10  inches . 

. 23 

45  pounds 

12  inches . 

. . 33 

54  pounds 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent',  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1*4  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2^4  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3*4  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4*4  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  wraste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


V/i  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2^4  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3}4  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4J4  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights: 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


1  ^4 

inches . 

8  ounces 

2 

inches . 

14  ounces 

2>4 

inches . 

6  ounces 

3 

inches . 

0  ounces 

4 

inches . 

8  ounces 

35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


8  feet  of .  1J4  inch  pipe 

5  feet  of .  2  inch  pipe 

2  feet  of .  3  inch  pipe 

2  feet  of .  4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Weights  per 

Diameters  Linear  Foot 


1*4  inch  (for  flush  pipes  only) .  2}4  pounds 

1^4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4^4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  wrhen  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

*  .  44.  W  here  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
atter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

j  ,49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
Pr  vent  line  now  in  place  or  subsequently  installed  in  the 

ower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
ibove  the  roof  of  the  higher  building,  or  shall  himself 
nake  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
ind  direct  as  possible.  Offsets  will  be  permitted  only  when 
mavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
or  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
o  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
>e  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
or  ventilation. 


Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
n  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
he  top  not  exceeding  25  square  feet  in  area,  and  which 
annot  be  connected  in  back  of  a  leader,  yard  court  or  area 
train  trap,  may  be  drained  into  a  publicly-placed,  water- 
upplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 
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nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  Ya  Inch  per  Foot  J4  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9.. . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

I 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 

than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 

Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  IY  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules, _  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  Ihey  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following : 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter ;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  "batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


branches  on  a  1J4  inch  main  branch, 
branches  on  a  2  inch  main  branch, 
branches  on  a  2  inch  main  branch. 

inch  branches  on  a  2  inch  main  branch, 
inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  .is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 


2-1  ^4  inch 
4-2  inch 
7-1 J 4  inch 
2-2  ) 

4- 1^  C 

1-2  I 

5- 1 K  j 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  bv  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

1*4  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1J4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(24)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1J4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1*4  inches  in  diameter 
nor  larger  than  1J4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

(Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 


976 


RULES 


137.  Where  ‘‘Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  Ihe  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148..  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (44)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In^connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  corks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 

S*X  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
m  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  frotn 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1J4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  _  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Diameters 


Weights  per 
Linear  Foot 


54  inch .  0.56  pound 

V2  inch .  0.85  pound 

54  inch .  1.12  pound 

1  inch .  1.67  pound 

1/4  inch .  2.24  pounds 

154  inch .  2.68  pounds 

2  inch .  3.61  pounds 

2 Vi  inch .  5.75  pounds 

3  inch .  7.54  pounds 

V/2  inch .  9.00  pounds 

4  inch .  10.66  pounds 


No  pipe  allowed  of  less  than  54  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall.  • 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  54  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
•my  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
lie  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

3A 

inch . 

.  26 

feet 

3 

y2 

inch . 

.  36 

feet 

6 

24 

inch . 

.  60 

feet 

20 

1 

inch . 

.  80 

feet 

35 

124 

inch . 

.  110 

feet 

60 

124 

inch . 

.  150 

feet 

100 

2 

inch . 

.  200 

feet 

200 

224 

inch . 

.  300 

feet 

300 

3 

inch . 

.  450 

feet 

450 

324 

inch . 

.  500 

feet 

600 

4 

inch . 

.  600 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  54  of  an  inch  bearing  (except  in  cases  of  special  de- 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes ; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self -Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has: 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w'th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J/2-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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RULES  FOR  LIQUEFIERS  USED  TO  CONVERT  SOLID  CARBON  DIOXIDE  TO  A  LIQUID  AND 
/OR  A  GAS,  IN  ACCORDANCE  WITH  THE  PROVISIONS  OF  SECTION  214 
ARTICLE  17  OF  CHAPTER  10  OF  THE  CODE  OF  ORDINANCES 

ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  JUNE  26,  1936. 

EFFECTIVE,  JULY  27,  1936. 


(262-35-SR) 

Authority: 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand¬ 
ards  and  Appeals  by  Section  7 18- A,  sub-division  3  of 
Chapter  X1V-A  of  the  Charter  of  the  City  of  New  York 
for  the  carrying  into  effect  the  provisions  of  Section  214, 
Article  17,  Chapter  10  of  the  Code  of  Ordinances. 

rRule  1.  Certificate  of  Approval. 

A  Certificate  of  Approval  shall  be  obtained  by  the  manu¬ 
facturer  from  the  Fire  Chief  and  Commissioner  for  each 
type  of  liquefier  or  converter  to  be  used  for  the  conversion 
of  solid  carbon  dioxide  to  liquid  carbon  dioxide  as  in  full 
compliance  with  these  Rules.  A  Certificate  of  Approval 
shall  also  be  obtained  from  the  Fire  Chief  and  Commis¬ 
sioner  for  each  system  used  to  convert  solid  carbon  dioxide 
to  liquid  carbon  dioxide  for  filling  portable  cylinders  or 
other  containers  as  in  full  compliance  with  these  Rules. 

Rule  2.  Certificate  of  Fitness. 

A  Certificate  of  Fitness  shall  be  obtained  from  the  Fire 
Chief  and  Commissioner  for  each  operator  of  a  liquefier 
system  used  to  convert  solid  carbon  dioxide  to  liquid  car¬ 
bon  dioxide  for  filling  portable  cylinders  or  other  con¬ 
tainers. 

Rule  3.  Inspection  Test  Report. 

A  disinterested  inspection  service,  approved  by  the  Fire 
Chief  and  Commissioner,  shall  inspect  all  material  and 
workmanship  of  all  liquefiers  at  the  place  of  manufacture 
and  shall  verify  compliance  with  these  Rules,  witness  all 
tests  and  shall  furnish  the  Fire  Chief  and  Commissioner 
with  a  test  report  as  follows : 

A.  Test  reports  for  liquefiers,  other  than  redesigned  portable 
cylinders,  shall  show  all  information  called  for  in  para¬ 
graph  23,  I.  C.  C.  Specification  3A,  except  as  follows: 

1.  “Marks  stamped  into  shoulder  of  cylinder.”  This 
shall  be  as  per  Rule  “11  Marking”  hereinafter  speci¬ 
fied.  Actual  markings  shall  be  shown  on  test  report. 

2.  “Record  of  hydrostatic  tests.”  This  shall  be  as 
per  Rule  “9  Testing”  hereinafter  specified. 

3.  Statement  shall  be  furnished  that  liquefier  covered 
in  said  test  report  comply  with  these  Rules,  and 
Certificate  of  Approval  Number  for  the  type  of 
liquefier  covered  in  said  test  report. 

B.  Test  report  for  converted  portable  cylinders  for  liquefier 
use  shall  show  for  each  converted  cylinder  the  follow¬ 
ing: 

1.  Liquefier  Serial  Number. 

2.  Original  number  of  cylinder  used  for  conversion. 

3.  Original  ownership  initials  of  cylinders  used  for 
conversion. 

4.  Original  I.  C.  C.  marking  of  cylinder  used  for  con¬ 
version. 

5.  Original  manufacturing  test  date  of  cylinder  used 
for  conversion,  and  name  of  original  manufacturer. 

6.  Test  pressure  applied  to  cylinder  before  conversion. 

7.  Total  expansion  obtained  on  cylinder  before  con¬ 
version. 

8.  Permanent  expansion  obtained  on  cylinder  before 
conversion. 

9.  Per  cent  expansion  obtained  on  cylinder  before  con¬ 
version. 


10.  Elastic  expansion  obtained  on  cylinder  before  con¬ 
version. 

11.  Outside  diameter  and  length  of  cylinder  before 
conversion. 

12.  A  statement  that  the  above  cylinders  before  con¬ 
version  into  liquefiers  were  tested  in  a  water  jacket 
in  accordance  with  these  Rules  and  I.  C.  C.  Regu¬ 
lations  and  the  results  appear  above. 

13.  A  statement  that  the  top  thickness,  opening  for 
cover  plate  and  distance  across  the  corner  where 
the  side  wall  meets  the  bottom  and  at  45°  to  the 
side  wall,  was  measured  and  the  dimensions  were 
found  to  conform  with  Rule  6,  F.  G.  H  and  I. 

14.  A  statement  that  after  assembly  each  liquefier  was 
given  an  open  hydrostatic  test  to  3,000  lbs.  and 
this  pressure  was  held  for  at  least  two  minutes 
without  showing  a  pressure  recession  of  more  than 
75  lbs. 

15.  The  liquefier  was  marked  as  follows:  (See  Rule 
“11  Marking”  for  requirements.) 

16.  A  statement  that  these  liquefiers  conform  to  these 

Rules,  and  that  the  type  of  liquefier  has  been  ap¬ 
proved  under  New  York  City  Fire  Department 
Certificate  of  Approval  Number . 

Rule  4.  Construction  Other  Than  Screw  Thread 
Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  Specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  devices  other  than 
screw  thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula : 

t  =  OD  x  P  x  .43 


S 

Where  OD  —  Outside  diameter  of  container 
t  =  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  =  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.). 

B.  The  “Top”  is  defined  as  that  portion  of  the  liquefier 
in  which  the  closure  device  is  installed  and  where  the 
ice  is  introduced. 

C.  The  minimum  thickness  of  the  top  before  machining 
shall  be  at  least  Zy2  times  the  wall  thickness. 

D.  The  minimum  thickness  of  the  top  after  machining 
shall  be  at  least  3  times  the  wall  thickness. 

E.  The  minimum  distance  from  edge  of  the  hole  cut  or 
shaped  for  the  closure  device  to  the  outside  of  wall 
shall  be  Ad/i  times  the  wall  thickness. 

F.  The  maximum  width  of  the  machined  seat  shall  not  be 
more  than  \l/2  times  the  wall  thickness. 

G.  The  outside  radius  connecting  the  top  of  the  liquefier 
to  its  side  wall  shall  not  be  more  than  1  y2  times  the 
wall  thickness. 

H.  The  inside  radius  connecting  the  side  wall  to  the  top 
before  machining,  shall  not  be  less  than  2j4  times  the 
wall  thickness. 

In  lieu  of  the  requirements  as  set  forth  in  C  to  H 
inclusive  above: 

The  top  portion  of  the  liquefier  including  closure  plate 
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shall  be  designed  with  a  factor  of  safety  of  not  less 
than  two  at  a  test  pressure  of  3000  lbs.  per  sq.  inch. 
The  design  shall  be  proven  by  a  test  to  destruction  for 
each  type  of  liquefier  before  a  certificate  of  approval 
shall  have  been  issued. 

I.  A  large  fillet  shall  be  provided  in  the  corner  of  the 
machined  seat  where  it  meets  the  inside  radius. 


by  any  cutting  of  threads  in  the  process  of  conversion 
into  a  liquefier,  except  as  specified  in  Rule  “5-B  Con¬ 
struction  Screw  Thread  Type.” 

F.  If  the  closure  is  formed  by  using  a  portion  of  the 
former  bottom  as  a  seat,  this  shall  only  be  permissible 
if  the  dimensions  of  the  liquefier  conform  to  those 
shown  in  the  Tables  II,  III  and  IV. 


Rule  5.  Construction  Screw  Thread  Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  device  of  the  screw 
thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula : 

t  =  OD  x  P  x  .43 


S 

Where  OD  =  Outside  diameter  of  container, 
t  —  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  —  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.)  ' 

B.  The  thread  of  the  device  shall  be  designed  with  a  factor 
of  safety  of  not  less  than  4  at  a  test  pressure  of  3,000 
lbs.  per  sq.  in.  and  the  wall  thickness  after  cutting 
thread  shall  not  be  less  than  that  specified  in  Rule  5-A 
above. 


Rule  6.  Conversion  of  Portable  Cylinders  for 
Liquefier  Use. 

Seamless  portable  cylinders  made  to  I.  C.  C.  Specifica¬ 
tion  3  or  3A  for  oxygen  or  carbon  dioxide  and  originally 
designed  and  used  for  the  transportation  of  compressed  or 
liquefied  gases  shall  be  acceptable  for  alteration  or  conver¬ 
sion  into  carbon  dioxide  liquefiers  only  under  the  follow¬ 
ing  conditions ; 

A.  Cylinders  which  have  been  in  a  fire  shall  not  be  used 
for  conversion  into  liquefiers  until  they  have  been 
properly  heat  treated  and  retested  as  specified  in  para¬ 
graph  423,  of  the  I.  C.  C.  Regulations. 

B.  Cylinders  which  show  surface  dents,  or  which  fail  to 
give  a  clear  ring  on  being  struck  with  a  hammer,  shall 
not  be  used  for  conversion  into  liquefiers. 

C.  Before  conversion  into  liquefiers,  each  cylinder  shall  be 
submitted  to  a  hydrostatic  test  of  3,000  lbs.  pressure 
in  a  water  jacket  under  the  conditions  specified  in 
paragraph  424  of  the  I.  C.  C.  Regulations  and  the 
total  and  permanent  expansion  shall  be  recorded.  A 
cylinder  shall  be  condemned  when  it  leaks  or  when  the 
permanent  expansion  exceeds  10  per  cent  of  the  total 
expansion. 

D.  If  in  the  hydrostatic  test  in  the  water  jacket  the  net 
elastic  expansion  (total  expansion  less  permanent  ex¬ 
pansion)  at  3,000  lbs.  exceeds  the  allowable  limit  given 
in  the  following  table  for  the  type  of  cylinder  involved, 
such  cylinder  shall  not  be  used  for  conversion  into  a 
liquefier.  If  the  cubic  capacity  of  a  cylinder  to  be  tested 
varies  from  the  standard  capacity  given  in  the  table 
for  that  type,  then  the  allowable  limit  of  elastic  expan¬ 
sion  will  be  varied  in  the  same  proportion. 


E. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  COJ 


TABLE  I. 
Cubic 
Capacity 
2,660  cu.  in. 
2,660  cu.  in. 
2,360  cu.  in. 


Elastic  Expansion 
Allowable  Limit 
170  c.c. 

170  c.c. 

150  c.c. 


No  cylinders  designed  and  used  for  a  portable  con¬ 
tainer  shall  have  the  thickness  of  the  side  wall  reduced 


TABLE  II. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2... 


Minimum 
Bottom  Thickness 
.66  in. 

.66  in. 

.66  in. 


TABLE  III. 

Maximum 

Type  Opening  Permitted 

220  ft.  oxygen .  6)4  in-  x  7)4  in. 

200  ft.  oxygen . : . . . .  6)4  in.  x  7)4  in. 

50  lbs.  CO.2 .  5H  in.  x  654  in. 


TABLE  IV. 

Minimum  Thickness  across 
corner  at  Point  where  the 
outside  of  the  side  wall 
meets  the  inside  radius  of 
bottom  and  at  45°  to  side 


Type  wall. 

220  ft.  oxygen .  54  in. 

200  ft.  oxygen .  54  in. 

50  lbs.  CO2 .  54  in. 


G.  The  maximum  width  of  the  machined  seat  for  the 
gasket  of  liquefier  shall  be  5/16  in.,  and  the  inside 
radius  connecting  this  seat  to  the  side  wall  of  the 
cylinder  shall  not  be  less  than  )4  in. 

H.  The  minimum  thickness  of  closure  plate  shall  be  5 
times  the  wall  thickness  of  the  cylinder.  The  closure 
plate  shall  be  of  a  good  grade  of  billet  steel.  Castings 
not  permitted. 

I.  Before  conversion  into  a  liquefier,  the  cylinder  shall 
meet  a  new  hydrostatic  test  at  the  pressure  at  which 
such  cylinder  was  originally  tested,  provided  however, 
that  no  cylinder  shall  be  converted  unless  for  its  origi¬ 
nal  use  it  was  tested  to  3,000  lbs.  pressure.  Such  new 
test  shall  be  in  a  water  jacket  before  conversion  into  a 
liquefier. 

Rule  7.  Spuds. 

Spuds  for  chain  connections  or  for  reinforcing  valve  or 
pipe  connections  of  not  over  54  in-  pipe  size  shall  be  welded 
before  heat  treatment  at  place  of  manufacture  of  the 
liquefier. 

Rule  8.  Safety  Devices. 

Each  liquefier  shall  be  provided  with  two  safety  devices 
of  frangible  disc  type  attached  to  the  liquefier  at  a  point 
not  lower  than  6  inches  from  the  top.  The  cross  section 
area  of  the  discharge  channel,  or  channels  (of  the  safety 
device,  or  devices)  shall  be  at  least  .006  sq.  in.  for  each  25 
lbs.  of  liquefier  water  capacity  and  .00024  sq.  in.  additional 
for  each  additional  pound  of  water  capacity.  Safety  de¬ 
vices  having  two  or  more  outlets  shall  be  so  constructed 
that  these  outlets  will  have  a  combined  total  area  of  not 
less  than  one  and  one-half  times  that  prescribed  for  the 
safety  discharge  channel.  The  frangible  disc  of  the  safety 
devices  shall  be  designed  to  release  at  a  pressure  of  not 
more  than  2,000  lbs.  per  sq.  in. 

Rule  9.  Testing. 

Each  liquefier  after  assembly  shall  be  tested  hydrostati¬ 
cally  by  an  approved  independent  testing  agency  for  not 
less  than  two  minutes  to  a  pressure  of  3,000  lbs.  per  sq.  in. 
without  showing  a  pressure  recession  of  more  than  75  lbs. 
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per  sq.  in.  The  inspection  service  shall  file  a  satisfactory 
record  on  test  report  stating  that  the  liquefier  passed  the 
above  required  test. 

iRule  10.  Quinquennial  Test. 

Liquefiers  used  for  any  purpose  shall  be  retested  at  least 
every  five  years  to  a  pressure  of  3,000  lbs.  per  sq.  in.  in 
the  same  manner  and  under  the  same  requirements  as  at 
the  time  and  place  of  manufacture  and  the  date  of  retest 
shall  be  stamped  thereon. 

Rule  1 1 .  Marking. 

Each  liquefier  shall  bear  marking  as  follows : 

A. .  Name  of  owner. 

B.  Serial  number. 

C.  Name  or  trade  mark  of  manufacturer. 

D.  Date  of  manufacture. 

E.  Test  pressure. 

F.  Inspection  service  mark. 

G.  Maximum  filling  charge  based  on  filling  to  not  more 
than  68  per  cent  of  the  water  content  by  weight. 

Rule  12.  Filling. 

.  Each  liquefier  shall  be  placed  and  used  in  a  vertical  posi¬ 
tion  with  filling  effected  while  liquefier  is  properly  secured. 

Rule  13.  Maximum  Charge. 

Liquefiers  shall  not  be  filled  with  solid  carbon  dioxide  in 
excess  of  150  lbs.  nor  in  excess  of  68  per  cent  by  weight 
of  the  water  capacity  of  the  liquefier. 

Rule  14.  Use  of  CO2  Systems  and  Liquefiers. 

A.  Carbon  dioxide  liquefier  converting  systems  for  filling 
portable  cylinders  shall  not  be  used  in  any  building 
occupied  in  whole  or  in  part  as  a  residence  or  as  a 
multiple  dwelling,  or  as  place  of  public  assembly,  or 
in  a  building  not  used  exclusively  for  manufacturing 
purposes. 

B.  Except  in  buildings  used  exclusively  for  the  manufac¬ 
ture  of  carbon  dioxide  or  other  compressed  gases,  not 
more  than  8  liquefiers  of  a  maximum  combined  ca¬ 
pacity  of  1,200  lbs.  of  carbon  dioxide  shall  be  headed 
in  a  battery  and  not  more  than  one  such  battery  shall 
be  permitted  in  a  building. 

C.  Liquefiers  may  be  manifolded  only  by  the  use  of  extra 
heavy  steel  or  wrought  iron  pipe,  or  extra  heavy  seam¬ 
less  copper  or  brass  tubing,  of  not  larger  than  Y  in. 
I.  P.  S.  Fittings  shall  be  high  pressure  forged  steel  or 
extra  heavy  bronze  hydraulic  type. 

D.  Each  manifold  shall  be  protected  by  a  frangible  disc 
safety  device  of  the  same  size  and  type  as  those  pre¬ 
scribed  for  the  liquefier,  and  designed  to  release  at  a 
pressure  of  not  more  than  2,000  lbs.  per  sq.  in.  In 
addition,  the  liquid  manifold  shall  be  protected  by  a 
spring  safety  valve  so  set  as  to  relieve  the  pressure 
at  not  more  than  1,600  lbs.  per  sq.  in. 

E.  When  carbon  dioxide  gas  is  conducted  through  pres¬ 
sure  reducing  valve  between  liquefier  and  point  of  use, 
the  use  of  a  heater  will  be  permitted,  but  said  heater 


shall  be  so  arranged  that  heat  may  be  applied  indi¬ 
rectly.  This  heater  shall  consist  of  a  coil  immersed  in 
water.  The  source  of  heat  shall  then  be  applied  to  the 
water  but  not  directly  to  the  coil. 

Rule  15.  Test  of  Piping. 

Each  liquefier  or  battery  of  liquefiers  to  be  used  for 
the  filling  of  portable  cylinders  or  other  containers  with 
liquid  carbon  dioxide  and  all  the  piping  connected  thereto, 
shall  be  hydrostatically  tested  in  the  presence  of  the  rep¬ 
resentatives  of  the  Fire  Chief  and  Commissioner  before 
the  solid  carbon  dioxide  is  first  put  into  the  system.  A 
hydrostatic  pressure  of  2400  lbs.  per  sq.  in.  shall  be  main¬ 
tained  for  fifteen  minutes,  released  for  five  minutes,  and 
again  applied  for  a  period  of  fifteen  minutes  without  any 
visible  leak  or  reduction  of  pressure.  This  test  shall  be 
repeated  at  least  every  five  years. 

Rule  16.  Approval  Systems  for  Filling  Portable 
Cylinders. 

Each  liquefier  or  battery  of  liquefiers  used  for  filling 
portable  cylinders  or  other  containers,  shall  be  permanently 
labeled  or  marked  showing  the  Fire  Department  Certificate 
of  Approval  Number  together  with  date  of  last  test. 

Rule  1 7.  Acceleration. 

Defrosting,  or  acceleration  of  liquefaction,  shall  be  by 
use  of  water  only,  the  water  shall  be  of  a  temperature  not 
above  85°  Fahrenheit. 

Rule  18.  CO2  Portable  Cylinders. 

A.  Portable  cylinders  or  other  containers  to  be  filled  with 
liquid  carbon  dioxide  shall  be  constructed  and  marked 
in  accordance  with  the  Specifications  of  the  Interstate 
Commerce  Commission  for  carbon  dioxide  cylinders 
and  shall  have  been  tested  within  intervals  of  not 
more  than  five  years  as  evidenced  by  official  marking. 
Cylinders  not  so  constructed  and  marked  shall  not  be 
filled  with  carbon  dioxide. 

B.  The  maximum  filling  of  liquid  carbon  dioxide,  with 
one  pound  allowable  variation  in  each  cylinder,  shall 
not  be  over  20  lbs.  for  standard  cylinders  5^4  in.  in 
diameter  by  51  in.  long,  nor  over  50  lbs.  for  standard 
cylinders  8}4  in.  in  diameter  by  51  in.  long  and  larger. 
No  cylinder  shall  be  filled  with  carbon  dioxide  to  more 
than  68  per  cent  of  the  water  capacity,  by  weight,  of 
the  cylinder. 

C.  The  amount  of  liquid  carbon  dioxide  charged  into 
portable  cylinders  or  other  containers  shall  be  deter¬ 
mined  by  weight  by  use  of  a  dial  scale  having  a  mov¬ 
able  indicator,  and  this  weight  shall  also  be  checked 
after  disconnecting  from  the  charging  line. 

Rule  19.  Existing  Installations. 

Liquefiers  or  converters  to  which  these  rules  and  regu¬ 
lations  cannot  be  applied,  may  be  maintained  and  operated, 
if  approved  by  the  Board  of  Standards  and  Appeals,  under 
such  conditions  as  are  deemed  necessary  in  the  interest  of 
public  safety. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders 

132-36- A — 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36-A — 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A — 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 


Appliances  Submitted  for  Approval. 


1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2^-inch  Hose  Outlet  Valve,  Type 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 


237-32- SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

117-34-SA — Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 


221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA— Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 


97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

1 58- 35-SA — Easyway  Space  Heater,  Models  CRL19 

CRN  17,  CSP27,  and  CSP19. 

1 59- 35- S A — Easyway  Water  Heater,  Models  HAV.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA— Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA— Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA— Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  zvill  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


My  Subscription  is  to  begin  with  the  issue  for. 


Name . 

Street. . 

P.  O.... 


1936. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 
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HARRIS  H.  MURDOCK,  Chairman 


Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours — 9  a.  m.  to  4  p.  m.  daily  except  Saturdays 
during  July  and  August. 

All  communications  should  he  addressed  to  the  chairman  of 

the  board 

CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Docket. 

Rules  Directory. 

Notice  of  Adjournment. 

Sprinkler  Rules. 

Reserve  Calendar. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  September  21,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con-  • 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  August  12,  1936 
Cal.  No.  Department  Premises  Affected 

237- 36-SA . F.D . A-C  Oil  Burner, 

Appliance; 

238- 36-BZ . D.B.Q . lll-l(T*Liberty  avenue,  soutft^ 

east  corner  of  Luzurne  ave¬ 
nue  (Block  1371,  Lot  27), 
Hollis,  Borough  of  Queens, 
Applic.  3315-36. 


239-36-BZ . D.B.Bx . Northwest  corner  of  182nd 

street  and  Grand  Concourse 
(Block  3163,  Lot  40),  Bor¬ 
ough  of  The  Bronx, 

N.B.  360-36. 


240-36-BZ . D.B.Q . 8714  92nd  street,  west  side, 

110.39  ft.  south  of  Jamaica 
avenue  (Block  79,  Lot  20), 
Woodhaven,  Borough  of 
Queens,  Applic.  5477-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules - Aug.  11,  1936 — Vol.  21,  No.  32 

Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932— Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules .  Mar.  10,  1936 — Vol.  21,  No.  10 

Concrete  Rules  (Hydrated  Lime)... Aug.  11,  1936— Vol.  21,  No.  32 


Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules... . June 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . June 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Aug. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  . Aug. 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.O.Tuly 
Smoking  in  Factories,  Rules  for.... May 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . June 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


3,  1936— Vol.  21,  No.  9 
1,  1 935 — Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
28,  1935— Vol.  20,  No.  22 
14,  1936— Vol.  21,  No.  28 

16,  1936— Vol.  21,  No.  24 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 
4,  1936— Vol.  21,  No.  31 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 
11,  1936— Vol.  21,  No.  32 
25,  1936— Vol.  21,  No.  8 
14,  1936— Vol.  21,  No.  28 
19,  1936— Vol.  21,  No.  20 
18,  1936 — Vol.  21,  No.  33 
9,  1936— Vol.  21,  No.  23 
7,  1932— Vol.  17,  No.  23 

28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . July 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Aug. 

Fuel  Oil  Kill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Aug. 

Fuel  Oil  Pumps . Aug. 

Paint,  Varnish  and  Lacquer  Spray-* 

ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Aug. 


5,  1935— Vol.  20,  No.  10 

14,  1936— Vol.  21,  No.  28 

4,  1936— Vol.  21,  No.  31 
26,  1936— Vol.  21,  No.  21 
4,  1936— Vol.  21,  No.  31 
4,  1936— Vol.  21,  No.  31 

26,  1935— Vol.  20,  No.  48 

4,  1936— Vol.  21,  No.  31 


ADJOURNMENT 

Piotrce  is  hereby  given  that  the  next  regular  meeting  of 
the  Board  of  Standards  and  Appeals  will  be  held  on  Tues¬ 
day,  September  15,  1936,  at  10  a.tn .,  and  that  the  next 
Clerk’s  Calendar  Call  will  be  held  on  Monday,  September 
14,  1936,  at  2  p.m. 


NOTICE 

The  Call  of  Clerk’s  Calendar  set  for  Monday,  Septem¬ 
ber  14,  1936,  at  2  p.m.,  and  the  regular  Hearing  Calendar 
set  for  1  uesday,  September  15,  1936,  and  all  notices  of 
subsequent  meetings  of  the  Board,  will  be  printed  in  the 
Bulletin  of  September  1,  1936. 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each— postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  lenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 
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RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES  —  SPRINKLER  SYSTEMS  ADOPTED 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  NOVEMBER  9,  1927 


Note — In  reprinting  these  Rules,  no  changes  have  been 
made,  as  to  departmental  jurisdiction,  as  changed  by  the 
McCall  Bill  known  as  Chapter  764  of  the  Laws  of  1933. 

General  Requirements.  The  rules  contained  herein 
cover  the  general  details  of  a  sprinkler  equipment  only. 
Before  an  equipment  is  installed  or  before  a  present 
equipment  is  remodeled,  involving  10  or  more  heads  on 
any  floor,  complete  working  plans  shall  be  submitted  for 
approval  to  the  Fire  Department,  with  such  specification 
forms  as  may  be  required  by  the  Fire  Commissioner, 
except  for  the  installation  of  the  connection  to  the  water 
main  service  pipe  and  meter  setting,  which  shall  be  ap¬ 
proved  by  the  Department  of  Water  Supply,  Gas  and 
Electricity. 

Plans.  These  plans  shall  be  drawn  to  an  indicated 
scale ;  give  correct  address  and  points  of  compass ;  show 
longitudinal  and  cross  sections  of  the  building  with  story 
heights,  and  the  essential  features  of  the  construction, 
viz.,  size,  location  and  direction  of  joists,  timbers  or 
other  structural  members.  They  shall  also  indicate  the 
location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers.  Plans  for  non-automatic  dry-pipe  systems 
shall  indicate  the  location  and  number  of  actuating  de¬ 
vices. 

Upon  approval  of  preliminary  plans  such  number  of 
sets  of  clean,  corrected  plans  on  cloth  as  the  Fire  Com¬ 
missioner  may  require,  not  exceeding  three  (3),  shall  be 
filed  for  final  approval  of  the  Fire  Commissioner.  A  cer¬ 
tified  copy  of  the  approved  plans  shall  be  forwarded  to 
the  Bureau  of  Buildings  by  the  Bureau  of  Fire  Preven¬ 
tion.  If  the  structure  is  equipped  with  a  standpipe  (fire 
line)  the  plans  shall  include  a  note  to  that  effect. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  application  shall  be  made  to  the  Bureau  of 
Fire  Prevention  for  test  and  acceptance  of  the  completed 
installation.  When  the  sprinkler  equipment  is  approved 
the  applicant  will  be  so  advised  in  writing  by  the  Bureau 
of  Fire  Prevention. 

Rule  1.  Definition  of  Automatic  Extinguisher  Systems. 

Automatic  extinguisher  systems  shall  consist  of  a  system 
of  piping  connected  to  one  or  more  acceptable  sources  of 
water  supply,  provided  with  distributing  devices  so  ar¬ 
ranged  and  located  as  to  discharge  and  diffuse  automati¬ 
cally  an  effective  stream  or  spray  over  the  interior  of  the 
building  area. 

Rule  2.  Classification  of  Sprinkler  Systems.  For  the 

purpose  of  these  rules,  sprinkler  systems  shall  be  classi¬ 
fied  as : 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water : 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  compressed 
or  at  atmospheric  pressure,  and  the  water  supply  is  con¬ 
trolled  bv  a  Dry  Pipe  Valve  as  defined  in  Rule  39  of 
these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry,  equipped  with  a 
Siamese  fire  department  connection. 

An  automatic  thermostatic  or  pneumatic  fire  alarm 
with  direct  connection  to  Central  Office  of  one  of  the 
operating  fire  alarm  companies  or  Fire  Department  Flead- 
quarters  shall  be  provided  in  connection  with  all  non¬ 
automatic  sprinkler  systems. 

Rule  3.  Approved  Devices.  Automatic  sprinklers  and 
accessory  appliances  shall  include  all  devices  approved 
as  such  by  any  recognized  standard  research  laboratory 
on  the  endorsement  of  approval  by  resolution  of  the  Board 
of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  or  direct  connection  to  the  Public 
Water  System. 

(b)  Auxiliary  Sources  shall  include  the  Fire  Pump 

and  the  Fire  Department  Siamese  connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty- 
five  per  cent.  (25%)  of  the  number  of  sprinkler  heads  in 
the  average  protected  fire  area  for  twenty  (20)  minutes, 
but  not  less  than  5,000  gallons ;  and  the  bottom  of  the 
tank  shall  have  an  elevation  of  not  less  than  twenty  (20) 
feet  above  the  higest  line  of  sprinklers  below  the  main 
roof.  Gravity  tank  or  tanks  shall  not  be  required  to  be 
elevated  above  the  highest  sprinklers  in  pent  house  hav¬ 
ing  an  area  less  than  2,500  sq.  ft.,  unless  such  pent  house 
contains  a  hazardous  occupancy,  or  is  used  for  the  stor¬ 
age  of  combustible  material.  Where  a  split  system  is 
installed  the  bottom  of  the  tank  or  tanks  need  not  be 
elevated  more  than  3  feet  above  the  main  roof  or  20  feet 
above  the  highest  sprinkler  fed  from  an  intermediate  tank. 

Where  a  tank  capacity  in  excess  of  25,000  gallons  is 
required  by  this  rule,  the  amount  of  water  in  excess  of 
25,000  gallons  shall  be  provided  in  separate  tanks  not 
grouped  together  except  when  tanks  of  unlimited  capaci¬ 
ties  are  supported  on  structures  altogether  independent 
of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank.  I  he 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of 
pipe  inside  tank  must  be  of  brass  or  copper  or  other  non- 
corrosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct 
service  main  connection,  provided  that  there  are  separate 
feed  mains  from  the  basement  or  lowest  story  and  a  con¬ 
trol  valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2) 
inches  in  diameter  for  tanks  up  to  30,000  gallons  capacity 
and  not  less  than  three  (3)  inches  in  diameter  for  larger 
tanks.  The  top  of  the  overflow  pipe  shall  be  three  (A) 
inches  below  the  top  of  the  staves  in  wooden  tanks  and 
one  (1)  inch  from  the  top  in  steel  tanks.  The  pipe  may 
extend  through  the  bottom  of  tank  provided  the  portion 
inside  tank  is  of  brass  or  copper  or  other  non-corrosive 
metal  and  without  joints  or  it  may  extend  through  side 
of  tank.  For  tanks  over  roofs  overflow,  pipes  shall  termi¬ 
nate  not  more  than  twenty-four  (24)  inches  above  roof 
and  shall  be  fitted  with  a  90  degree  elbow.  At  each 
gravity  or  pressure  tank  there  shall  be  provided  a  4-inch 
emergency  drain,  and  for  gravity  tanks  in  excess  of  ten 
thousand  (10,000)  gallons  capacity  a  six-inch  (6  )  emer¬ 
gency  drain  must  be  provided.  Such  drain  to  be  equipped 
with  an  O.  S.  and  Y.  gate  valve  arranged  to  discharge 
on  the  roof  of  building  not  more  than  twenty-four  inches 
(24")  above  roof  and  shall  be  fitted  with  a  90  degree 
elbow.  When  the  tank  or  tanks  are  on  a  separate  struc¬ 
ture  independent  of  buildings,  drain  connections  to  be 
arranged  to  discharge  at  ground  level. 

Rule  6.  Frost  Proofing.  The  discharge,  heating  or 
filling  pipes  where  exposed  to  the  weather  shall  be  pro¬ 
tected  from  freezing  in  the  following  manner: 
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1.  Pipes  painted  two  (2)  coats  of  red  lead  in  linseed 
oil  with  a  small  percentage  of  litharge  as  a  hardener. 

2.  One  wrapping  of  tar  paper  equivalent  to  Asphalt  Sat¬ 
urated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

3.  Three  (3)  layers  of  standard  1"  high  grade  long 
cow’s  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builder’s  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

4.  One  (1)  covering  of  8  oz.  canvas,  painted  with  two 
(2)  coats  of  waterproofed  paint. 

Application. 

a.  All  wrappings  to  be  independently  applied  and  se¬ 
curely  fastened  in  place  with  heavy  jute  twine.  Circum¬ 
ferential  and  logitudinal  joints  to  have  at  least  a  2"  lap 
staggered  with  adjacent  layers  and  opposing  leakage  to  the 
hair  felt. 

b.  In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not  per¬ 
mit  of  individual  wrapping. 

c.  Where  a  heating  pipe  is  one  of  the  group,  the  wrap¬ 
ping  should  be  applied  so  that  the  hot  line  would  serve  all 
pipes  in  the  enclosure.  The  initial  wrapping  of  tar  paper 
around  each  water  pipe  should  be  applied  with  laps  down 
and  the  whole  group  wrapped  with  tar  paper  with  laps  up. 
If  due  to  the  position  of  the  hot  line  sufficient  air  space 
would  not  insulate  the  hair  felt,  then  protection  to  be  ef¬ 
fected  by  suitable  separators,  or  a  wrapping  of  asbestos 
paper  instead  of  the  tar  paper  around  the  group. 

d.  On  vertical  pipes  particular  provision  to  be  made  to 
prevent  slipping  and  tearing  of  insulation  due  to  its  weight. 

e.  To  prevent  slipping  away  of  insulation  at  point  of 
entrance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  bottom  of  the  tank  overlapping  inside  and  out¬ 
side  the  insulation  of  the  group  for  a  distance  of  18"  below 
the  tank.  This  duck  to  be  well  coated  with  paint.  Loose 
hair  felt  to  be  packed  about  connections  at  tank  bottom  to 
safeguard  against  settling. 

Rule  7.  Tank  Ladders  and  Supports.  Easy  access  to 
top  of  each  tank  shall  be  provided  by  means  of  a  steel  or 
wrought  iron  gooseneck  ladder  substantially  constructed  of 
flat  iron  side  bars  of  not  less  than  2"  x  34",  or  angle  iron 
strings  not  less  than  1)4"  x  1  )4"  x  34",  spaced  not  less  than 
14"  apart,  with  rungs  round  or  square  not  less  than  Ys", 
spaced  not  more  than  12"  on  centres,  the  ladder  rigidly 
braced,  and  shall  not  tip  outward  from  the  vertical  at  any 
point,  and  when  ladders  exceed  20  feet  in  height  an  iron 
platform  not  less  than  14"  square,  rigidly  secured  to  strings 
of  ladder  and  properly  braced  shall  be  provided  near  top 
of  tank. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  is  located  on  a  structure  altogether 
independent  of  buildings  the  bottom  shall  not  be  less  than 
20  feet  above  the  highest  line  of  sprinklers  below  the  main 
roof  of  the  highest  building  in  a  group  of  buildings. 

Rule  8.  Pressure  Tank.  Pressure  tanks  shall  contaii 
sufficient  water  to  supply  twelve  and  one-half  per  cent 
(12J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  3,000  gallons  of  water  for  a  wet  pipe  system  where 
supplemented  by  an  auxiliary  water  supply,  and  not  less 
than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  6,000  gallons 
of  water.  The  tank  shall  be  kept  two-thirds  (2/3)  full  of 
water  under  a  pressure  of  seventy-five  (75)  pounds  per 


square  inch,  and  shall  be  so  proportioned  and  located  that 
a  pressure  of  not  less  than  fifteen  (15)  pounds  per  square 
inch  will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof. 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  under  the  main  roof  supplied  by 
such  tank  or  tanks  and  shall  not  be  required  to  be  located 
above  the  highest  line  of  sprinklers  in  a  pent  house  having 
an  area  less  than  2,500  square  feet  unless  such  pent  house 
contains  a  hazardous  occupancy  or  is  used  for  the  storage 
of  combustible  materials.  Where  a  split  system  is  installed 
thq  bottom  of  the  intermediate  tank  shall  be  located  above 
the  highest  line  of  sprinklers  fed  from  such  tanks. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  inches  in 
size.  The  water  supply  and  connections  shall  be  capable  of 
supplying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one  (1) 
pound  in  two  minutes  in  each  pressure  tank. 

Rule  9.  Public  Water  System.  Direct  connection  to  the 
city  water  supply  shall  be  capable  of  furnishing  water,  at 
not  less  than  fifteen  (15)  pounds  per  square  inch  static 
pressure  at  the  highest  line  of  sprinklers  below  the  main 
roof. 

(a)  Where  the  average  pressure  from  the  city  water 
supply  does  not  comply  with  this  rule  but  is  sufficient  to 
give  at  least  five  pounds  at  the  highest  line  of  sprinklers  as 
determined  by  test,  an  automatic,  electrically  driven  pump 
installed  for  the  purpose  of  boosting  or  increasing  the  city 
water  pressure  in  the  sprinkler  system  may  be  accepted 
under  the  following  conditions : 

Pump  to  be  a  single  stage,  centrifugal,  of  approved 
design,  to  be  of  not  less  than  500  gallons  per  minute  capac¬ 
ity  and  to  otherwise  comply  with  Rule  10. 

(b)  Pump  to  be  automatic,  arranged  to  maintain  25 
pounds  at  highest  line  of  sprinklers  at  rated  capacity  and 
to  be  under  the  supervision  and  directly  connected  to  the 
office  of  one  of  the  fire  alarm  companies  which  is  con¬ 
nected  to  Fire  Department  headquarters. 

(c)  The  acceptance  of  this  form  of  an  automatic  water 
supply  shall  be  limited  to  an  individual  building  not  ex¬ 
ceeding  80  feet  in  height,  requiring  not  more  than  100 
sprinklers  in  the  largest  fire  area. 

(d)  Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  connec¬ 
tion  shall  be  as  large  as  that  of  the  main  riser  and  not  less 
than  four  (4)  inches,  and  shall  have  a  post  indicator  manu¬ 
ally  operated  control  valve,  painted  green,  sealed  open  in 
an  approved  manner,  located  on  the  first  story  or  at  the 
sidewalk  level  near  point  of  main  entrance  to  building, 
and  be  provided  with  a  sign  secured  to  post  reading: 
sprinkler  control  to  city  main. 

(e)  House  service  water  supply  connection  may  be 
taken  from  the  sprinkler  water  supply  connection  to  the 
city  main  on  the  inlet  side  of  the  fire  meter,  not  exceed¬ 
ing  I34  inches  in  diameter  for  a  4-inch  connection,  and 
2  inches  in  diameter  for  a  6-inch  or  larger  connection. 

(f)  A  certificate  establishing  the  fact  that  water  sup¬ 
ply  conditions  and  pressures  are  as  may  be  required  shall 
be  submitted  to  the  Fire  Department  from  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Rule  10.  Fire  Pump.  As  auxiliary  sources  of  water 
supply,  steam  or  electric  standard  fire  pumps  shall  re¬ 
ceive  water  supply  from  a  suction  tank,  a  direct  connec¬ 
tion  to  the  city  water  main  or  other  approved  source, 
capable  of  supplying  the  pump  at  its  rated  capacity  for 
sixty  (60)  minutes.  The  rated  capacity  of  the  pump  shall 
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be  not  less  than  five  hundred  (500)  gallons  per  minute, 
and  shall  be  sufficient  to  supply  twenty-five  per  cent.  (25%) 
of  the  number  of  sprinklers  in  the  average  protected  fire 
area. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighte'd  and  drained,  en¬ 
closed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founda¬ 
tion  not  less  than  one  (1)  foot  in  height.  The  pump 
room  shall  be  readily  accessible  with  safe  egress  for  the 
attendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting  out 
of  any  one  boiler  without  interrupting  the  steam  supply 
to  the  pump  from  the  other  boilers.  The  boiler  room 
shall  be  cut  off  from  the  remainder  of  the  building  by 
fireproof  floor  and  wall  construction  with  approved  fire 
doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall  be 
acceptable  as  a  source  of  energy  for  driving  electric  fire 
pumps.  When  local  power  plants  supply  the  energy  for 
operating  electric  pumps,  two  motor  generator  units  shall 
be  provided,  or  one  generator  unit  supplemented  by  a 
public  service  break-down  switch.  Local  electric  power 
plants  shall  be  located  in  rooms  of  fireproof  construction 
with  approved  fire  doors  at  openings. 

Rule  11.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard  one- 
half  (%)  inch  sprinkler  heads  shall  be  assumed  to  have 
an  average  discharge  of  twenty  (20)  gallons  per  minute, 
and  the  discharge  of  larger  heads  shall  be  computed 
proportionately  in  the  ratio  of  the  areas  of  their  respec¬ 
tive  orifices. 

Rule  12.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or  a 
combination  of  both. 

In  a  non-fireproof  building  with  mill  or  non-fireproof 
floors  and  roof,  such  wall  shall  be  not  less  than  8  in.  in 
thickness  if  of  brick  or  stone,  and  not  less  than  6  in.  if  of 
reinforced  concrete,  and  extending  continuously  from  the 
lowest  story  to  be  at  least  3  ft.  above  the  roof  and  be 
coped. 

In  a  fireproof  building  such  wall  or  walls  shall  be  of 
fireproof  material  not  less  than  6  in.  in  thickness,  and 
shall  extend  from  the  fireproof  floor  to  ceiling,  or  un¬ 
derside  of  fireproof  roof. 

No  opening  shall  exceed  66  in.  in  width,  or  60  sq.  ft. 
in  area,  the  centre  of  every  opening  in  such  walls  shall 
be  at  least  40  ft.  from  the  centre  of  every  other  opening 
therein  at  the  same  level. 

All  openings  shall  be  provided  with  approved  auto¬ 
matic  fire  doors  on  each  side  of  openings. 

The  number  of  sprinklers  in  the  average  protected  fire 
area  shall  be  determined  by  the  number  of  sprinklered 
stories  in  such  section.  In  determining  the  required  capac¬ 
ity  of  water  supplies,  the  number  of  sprinklers  in  the 
average  protected  fire  area  need  not  include  those  located 
in  low  positions,  such  as  under  benches,  low  shelves, 
closets  and  platforms  and  between  cars  in  car  barns. 

Rule  13.  Fire  Department  Connection.  All  auto 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department  hose. 
Buildings  fronting  on  only  one  street  shall  be  provided 
with  at  least  two  Siamese  connections  when  the  street 
frontage  of  buildings  exceeds  two  hundred  (200)  feet. 


Where  buildings  have  frontages  on  more  than  one 
street  there  shall  be  a  fire  department  connection  on  each 
street  front  where  frontage  is  not  continuous  but  in  all 
cases  where  more  than  one  fire  department  connection 
is  required  they  shall  be  located  as  the  Fire  Commis¬ 
sioner  may  direct  and  shall  not  be  grouped.  The  Siam¬ 
ese  headers  shall  be  of  the  same  diameter  as  the  largest 
riser  or  cross  connection,  but  in  no  case  less  than  4 
inches  or  more  than  6  inches. 

All  Siamese  hose  connections  hereinafter  installed,  ex¬ 
cept  those  on  piers  or  warehouses  intended  for  fire  boat 
use,  shall  be  three  (3)  inches,  female  connection.  Siamese 
on  piers,  warehouses,  etc.,  intended  for  fireboat  use,  ex¬ 
cept  where  the  source  of  supply  is  from  a  direct  connec¬ 
tion  to  city  main,  shall  be  not  less  than  3j4- inch  female 
connections  with  standard  fire  department  threads. 

The  Siamese  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  three  (3)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment.  Each  inlet  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by  raised 
letters  at  least  one  (1)  inch  in  size,  cast  in  the  fitting  in 
a  clear  and  prominent  manner  and  reading  for  the  service 
designated,  viz. :  “Base,  Spkr.,”  etc.,  as  the  case  may  be. 
If  the  entire  building  is  sprinklered,  the  fitting  shall  be 
marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  build¬ 
ing  line  except  that  where  there  is  an  angle  formed  by 
the  street  wall  and  a  check  piece  or  the  base  of  a  column, 
pilaster  or  ornamental  projection,  they  may  be  so  located 
that  no  part  extends  more  than  fifteen  (15)  inches  from 
either  side  of  such  angle  in  accordance  with  the  pro¬ 
visions  of  the  Building  Code. 

In  each  fire  department  connection  there  shall  be  an 
approved  straightway  check  valve  installed  in  a  hori¬ 
zontal  position,  the  piping  shall  be  arranged  to  drain  be¬ 
tween  the  check  valve  and  the  outside  Siamese  coupling 
by  either  a  ball  drip  having  a  one-half  (*4)  inch  pipe 
connection  and  one-half  (}4)  inch  orifice  and  a  bronze 
ball  of  proper  size,  or  by  a  three-quarter  (%)  inch  drip 
connection  arranged  to  drain  to  a  sewer. 

All  sprinkler  Siamese  street  risers,  Siamese  wall  collars 
and  adjustable  Siamese  caps  shall  be  painted  green. 

Rule  14.  Sprinkler  Systems  Classified. 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources  or  the  automatic  super¬ 
vised  fire  pump  specified  in  rule  nine;  and 

(b)  Two  Source  Systems,  supplied  with  water  from  a 
combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that  re¬ 
quired  for  a  one  source  supply ;  direct  connection  to  the 
city  water  supply  on  two  different  streets,  so  located  that 
the  closing  of  the  controlling  valve  on  one  main  will  not 
eliminate  the  main  on  the  other  street;  or  a  direct  con¬ 
nection  to  the  city  water  supply  and  one  of  the  auxiliary 
sources  provided  the  water  supply  connection  is  at  least 
six  (6)  inches  in  size,  the  main  is  fed  both  ways  and  a 
two  (2)  inch  test  pipe  at  the  top  of  the  sprinkler  riser 
shows  a  flowing  pressure  of  fifteen  (15)  pounds  per 
square  inch  between  the  hours  of  six  a.m.  to  six  p.m. 

Rule  15.  Sprinkler  Spacing.  Sprinkler  heads  and  lines 
shall  be  spaced  as  herein  provided : 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  {/)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 
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10  feet  in  10  foot  bays ; 

11  feet  in  9  foot  bays ; 

12  feet  in  5  to  8  foot  bays ; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  inflammable  mo¬ 
tion  picture  films  shall  have  one  standard  one-half 
()4)  inch  head  for  each  62)4  cubic  feet  of  available 
storage  space,  or  one  (1)  inch  Conran*  head  for  each 
250  cubic  feet  of  available  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  less 
than  three  (3)  feet  wide  shall  be  treated  as  open  joist  con¬ 
struction  and  sprinkler  heads  and  lines  spaced  accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  centers, 
but  less  than  five  (5)  feet  on  centers,  will  require  special 
ruling  by  the  administrative  official  having  jurisdiction. 

Rule  16.  Joisted  Construction.  Under  open  finish 
joisted  construction  ceilings,  floor,  decks  and  roofs,  the 
sprinkler  lines  shall  be  run  at  right  angles  to  the  joists  and 
the  heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  halfway  between  heads  on  adjacent 
lines. 

a.  One-Half  Inch  Heads.  For  Standard  one-half  ()4) 
inch  heads  the  distance  between  lines  of  sprinklers  shall 
not  exceed  ten  (10)  feet,  and  the  distance  between  heads 
on  each  line  shall  not  exceed  eight  (8)  feet,  the  end  heads 
on  alternate  lines  being  spaced  not  more  than  two  (2) 
feet  from  wall  or  partition.  Permission  may  be  given  by 
the  administrative  official  having  jurisdiction  to  install  but 
one  line  of  sprinklers,  in  each  bay  where  girders  project 
below  the  underside  of  joists  and  divide  the  ceiling  into 
bays  ten  (10)  to  eleven  and  one-half  (11)4)  feet  wide 
from  center  to  center  of  girders,  and  the  heads  shall  then 
be  spaced  on  each  line  so  that  the  area  covered  by  a  single 
head  does  not  exceed  eighty  (80)  square  feet.  In  all  cases 
where  such  bays  are  over  eleven  and  one-half  (11)4)  feet 
wide,  two  or  more  lines  of  sprinklers  shall  be  installed  in 
each  bay  as  required  by  the  rules  for  spacing.  Where 
girders  and  joists  are  flush  at  the  bottom,  heads  shall  be 
spaced  according  to  the  general  rule. 

b.  One  Inch  Heads.  For  Conran*  one  (1)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty 
(20)  feet  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  sixteen  (16)  feet,  the  end  heads  on 
alternate  lines  being  spaced  not  more  than  four  (4)  feet 
from  wall  or  partition.  Where  girders  project  below  the 
underside  of  joists  and  divide  the  ceiling  into  bays  not  ex¬ 
ceeding  twenty  (20)  feet  in  width,  measured  from  center 
to  center  of  girders,  one  line  shall  be  placed  in  the  center 
of  each  bay.  In  bays  exceeding  twenty  (20)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty  (20)  feet. 

c.  One  and  One-Quarter  Inch  Heads.  For  Conran* 
one  and  one-quarter  (1)4)  inch  heads  the  distance  be¬ 
tween  adjacent  lines  shall  not  exceed  twenty-five  (25) 
feet  and  the  distance  between  the  head  on  each  line  shall 
not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  underside 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran  head 
of  the  type  tested  and  approved  by  the  Fire  Department,  or 
one  that  has  passed  similar  tests  by  the  Fire  Department. 


twenty-five  (25)  feet  in  width,  measured  from  center  to 
center  of  girders,  one  line  shall  be  placed  in  the  center  of 
each  bay.  In  bays  exceeding  twenty-five  (25)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay,  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty-five  (25)  feet. 

Rule  17.  Smooth  Finish,  Sheathed  or  Plastered  Ceilings. 

Under  smooth  finish,  sheathed  or  plastered  ceilings,  in  bays 
six  (6)  feet  wide  and  over  (measurements  to  be  taken 
from  center  to  center  of  timber,  girder  or  other  projection 
or  support  forming  the  bay),  sprinkler  heads  and  lines 
shall  be  spaced  as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — - 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Rule  18.  Fireproof  Construction.  The  rules  of  slow- 

burning  mill  construction  shall  apply  as  far  as  prac¬ 
ticable.  The  rule  may  be  modified,  however,  the  intent 
being  to  arrange  the  spacing  of  heads  to  protect  the 
contents  rather  than  the  ceilings ;  but  in  no  case  shall  the 
distance  between  a  head  on  one  line  and  a  head  on  an 
adjacent  line  exceed  the  following: 

(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  for  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Rule  19.  Distance  From  Walls.  The  distance  from  wall 
or  partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and  wall. 
Where  beams,  girders,  columns,  walls,  partitions  or  other 
obstructions  prevent  the  effective  discharge  of  water,  addi¬ 
tional  heads  shall  be  installed  to  effectively  sprinkle  the 
area. 

Rule  20.  Vertical  Shafts.  In  vertical  shafts  having  in¬ 
flammable  sides,  heads  shall  be  provided  within  the  shaft  in 
addition  to  the  head  or  heads  at  the  tops  of  shafts,  as  fol¬ 
lows  : 

(a)  One  standard  one-half  04)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 
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(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head 
for  each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where 
practicable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Rule  21.  Pitched  Roofs.  Under  a  pitched  roof  sloping 
more  steeply  than  one  (1)  foot  in  three  (3)  feet,  heads 
shall  be  located  in  peak  of  roof,  and  those  on  either  side 
of  the  peak  shall  be  spaced  according  to  the  foregoing  re¬ 
quirements.  The  distance  between  heads  shall  be  measured 
on  a  line  parallel  with  the  roof.  Where  the  roof  meets 
the  side  wall  or  the  floor  line,  the  heads  shall  be  placed 
not  more  than  the  following  distance  from  such  inter¬ 
section  : 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1  %)  inch  heads, 
8 y2  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  to  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(d)  For  standard  one-half  (%)  inch  heads,  2)4  feet. 

(e)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(f)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  feet. 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth : 

(g)  For  standard  one-half  ( y2 )  inch  heads,  2)4  feet. 

(h)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(i)  For  Conran*  one  and  one-quarter  (1  )4)  inch  heads, 
6%  feet. 

Rule  22.  Special  Locations  and  Variations.  In  special 
locations,  such  as  over  electric  generating,  power  and  trans¬ 
forming  apparatus,  over  their  controlling  devices  and 
switchboards,  where  water  from  the  fire  extinguishing 
equipment  would  be  detrimental,  the  sprinkler  lines  and 
heads  may  be  omitted  at  the  discretion  of  the  administrative 
official  having  jurisdiction,  and  when  in  his  judgment  a 
slight  variation  of  this  rule  of  spacing  is  desirable  to  ef¬ 
fect  a  more  efficient  distribution  of  water  for  fire  ex¬ 
tinguishing  purposes,  the  sprinkler  lines  and  heads  shall  be 
spaced  as  he  may  direct. 

Rule  23.  Sprinkler  Position.  All  sprinkler  heads  shall 
be  located,  wherever  possible,  in  an  upright  position  on 
top  of  the  pipes,  except  that  sprinkler  heads  on  automatic 
wet  pipe  systems  may  be  pendant  on  concealed  piping  and 
when  construction  or  occupancy  of  a  room  or  enclosure 
makes  it  preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  in¬ 
stalled  sprinkler  deflectors  shall  be  parallel  to  ceilings, 
roofs  or  the  incline  of  stairs,  but  when  installed  in  the  peak 
of  a  pitched  roof  they  shall  be  horizontal.  Distance  of  de¬ 
flectors  from  ceilings  of  mill  or  other  smooth  construction, 
or  bottom  of  joists  of  open  joist  construction,  shall  be  not 
less  than  three  (3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors 
and  panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling 
as  specified  for  deflectors  in  paragraph  (a)  of  this  rule: 
except  that  when  heads  are  located  under  pitched  roofs 
°r  nieirS-  °r  simi,ar  structures,  they  shall  in  general  be  in¬ 
stalled  in  the  upright  position  (not  normal  to  slope  of 
roof)  and  three  (3)  feet  vertically  below  the  underside  of 
roof.  When  the  administrative  official  having  jurisdiction 


deems  a  variation  of  this  rule  advisable  to  obtain  a  more 
efficient  distribution  of  water,  the  heads  shall  be  located 
with  respect  to  joists  or  ceiling,  as  he  may  direct. 

Rule  24.  Spray  Clearance.  Not  less  than  eighteen  (18) 
inches  effective  clear  space  shall  be  left  below  the  sprinkler 
heads,  so  that  they  may  discharge  an  unbroken  spray 
blanket  from  sprinkler  to  sprinkler  and  sides  of  room 
when  in  operation.  Any  stock  piles,  racks  or  other  ob¬ 
structions  interfering  with  such  action  shall  not  be  per¬ 
mitted.  Sprinkler  system  piping  shall  not  be  used  for  the 
support  of  stock,  clothing,  etc. 


Rule  25.  Pipe  Sizes.  The  number  of  heads  on  a 
given  size  pipe  in  one  fire  area  in  any  story  shall  not 
exceed  the  following: 

(a)  For  standard  one-half  ( y2 )  inch  heads — 


:  of  Pipe 

Va  inch  . 

Maximum  No.  of 
Heads  Allowed 

1 

44 

1 54 

44 

44 

1)4 

44 

.  5 

44 

2 

44 

44 

2)4 

44 

.  20 

44 

3 

44 

44 

3)4 

44 

.  55 

44 

4 

44 

44 

5 

44 

44 

6 

44 

44 

7 

44 

.  300 

44 

8 

44 

44 

(b)  For  Conran*  one  (1)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 


1 

VA 


2 


2/4 


3 

4 

5 

6 

7 

8 


inch 

44 

44 

44 

44 

44 

44 

44 

44 


44 


1  head 

2  heads 

3  “ 

4  “ 

6  “ 

9  “ 

18  “ 

34  “ 

51  “ 

75  “ 

105  " 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 


Size  of  Pipe 
1)4  inch 

1) 4  “ 

2 

2) 4  “ 


3 

4 

5 

6 

7 

8 


44 

44 

44 

44 

44 

4* 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 

3  “ 

4  “ 

6  “ 

.  12  “ 

.  21  “ 

.  40  “ 

.  60  “ 

.  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
so  that  the  number  of  heads  on  a  branch  line  will  not 
exceed  eight. 


When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 
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Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2*4)  inch  pipe  does  not  sup¬ 
ply  more  than  sixteen  (16)  standard  one-half  ($4)  inch 
heads,  in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one 
room  with  reference  to  the  pipe  sizes,  and  the  feed  main 
shall  be  of  sufficient  size  to  accommodate  the  number  of 
heads  called  for.  Larger  pipe  sizes  than  are  allowed  in  the 
schedule  for  a  given  number  of  heads  may  be  required 
wherever  the  construction  or  conditions  introduce  un¬ 
usually  long  runs  of  feed  mains  or  many  angles.  Build¬ 
ings  with  blind  attics  with  small,  unprotected  openings  to 
floor  below,  may  be  piped  from  the  system  on  the  ceiling 
of  floor  below,  provided  pipe  size  schedule  is  not  over¬ 
loaded  on  sizes  three  (3)  inches  or  under. 

Rule  26.  Feed  Mains.  The  size  of  feed  mains  shal 
not  be  less  than  the  size  of  riser  and  shall  be  arranged  to 
run  as  direct  as  possible  from  source  of  water  supply  to 
riser. 

Feed  mains  from  stair  or  other  towers  without  ap¬ 
proved  stops  between  floors,  when  piped  on  independent 
riser,  shall  be  of  sufficient  size  to  accommodate  the  total 
number  of  sprinklers  in  such  tower. 

Rule  27.  Risers.  There  shall  be  one  or  more  sep¬ 
arate  risers  in  each  building  and  in  each  section  of  the 
building  divided  by  fire  walls.  Risers  shall  be  arranged  to 
provide  “Center  Central”  or  “Side  Central”  supply  to  feed 
main.  Each  riser  shall  be  of  sufficient  size  to  supply  all  the 
heads  on  said  riser  in  one  story,  according  to  the  schedule 
of  pipe  sizes  in  Rule  15. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area 
to  be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ($4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1}4)  inch  heads, 

8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates, 
clamps,  couplings  or  approved  hangers. 

Rule  28.  Connections  Prohibited.  No  connections,  such 
as  for  sill  cocks,  house  service  or  hose  outlets,  shall  be 
made  with  a  sprinkler  system  riser  or  any  part  thereof 
except  as  provided  for  in  rule  9. 

Rule  29.  Air  Lock  Adjustment.  Where  gravity  and 
pressure  tanks  feed  through  a  common  discharge  pipe  or 
“dead  riser”  to  the  foot  of  a  riser  and  an  air  lock  is  likely 
to  develop  the  discharge  pipe  of  the  gravity  tank  shall 
connect  with  the  discharge  pipe,  or  “dead  riser,”  forty  (40) 
feet  below  the  bottom  of  the  pressure  tank. 

Rule  30.  Pipes  and  Fittings.  All  pipe  shall  be  full- 
weight  standard  wrought  iron  or  steel  threaded  pipe,  well 
reamed  and  screwed  up  tight  into  fittings  without  reducing 
the  waterway.  Fittings  shall  be  standard  cast  iron  fittings, 
and  shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a 
working  pressure  of  150  pounds  per  square  inch  and  must 
be  capable  of  withstanding  a  hydrostatic  test  pressure  of 
750  pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 


Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for 
a  working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  31.  Protection  of  Pipes  and  Sprinklers.  When 

exposed  to  moisture,  sprinkler  pipes  and  hangers  shall  be 
protected  against  corrosion  whenever  found  necessary  by 
thoroughly  cleaning  the  pipe  of  all  scale  and  grease  and 
painting  with  a  coat  of  red  lead  and  linseed  oil  paint  or 
other  acceptable  moisture  resistive  paint.  When  exposed 
to  chemical  fumes,  the  pipe  and  fittings  shall  be  coated 
with  graphite  or  other  approved  chemical  resistive  paint. 
Care  shall  be  taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly 
protected  by  a  masonry  or  wood  enclosure,  properly  heated 
or  filled  with  mineral  wool,  sawdust  or  tar  mixed  with 
granulated  cork,  extending  below  bottom  of  pipe  and 
through  the  top  flooring  of  ground  floor,  or  the  pipe  shall 
be  protected  with  three  alternate  layers  of  one-inch  hair 
felt  and  building  paper  or  by  other  approved  method. 
When  of  wood,  such  enclosure  shall  be  constructed  double 
with  a  layer  of  tar  paper  between  the  two  thicknesses  of 
wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through 
cinder  concrete  floors  or  partitions,  they  shall  be  pro¬ 
tected  with  a  metal  sleeve  or  be  grouted  with  cement 
mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed 
cover,  or  with  an  approved  wax  coating. 

Rule  32.  Drainage.  All  sprinkler  pipe  and  fittings 
shall  be  so  installed  that  they  can  be  thoroughly  drained, 
and  where  practicable,  all  piping  shall  be  arranged  to 
drain  at  the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  overflow  domestic  service  or  other  con¬ 
nections  to  the  same  sewer  or  house  drain,  or  if  carried 
through  the  walls  and  exposed  to  the  weather,  they  shall  be 
fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  (}4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve ; 

At  each  gravity  tank; 

At  each  pressure  tank; 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are 
used;  and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that 
flowing  tests  may  be  made  to  determine  if  the  water  sup¬ 
plies  or  connections  from  yard  mains  to  the  inside  of  the 
building  are  in  order  without  causing  water  damage  or 
overflowing  service  connections  to  the  same  house  drain. 
Any  such  drain  shall  be  not  less  than  two  (2)  inches  in 
size  except  the  drains  at  independent  floor  valves  shall  be 
not  less  than  1  inch  in  size  where  floor  valves  are  not  over 
2*4  inches  in  size  and  1^4  inches  where  floor  valves  are 
larger  and  connected  to  a  main  drain  riser  of  not  less  than 
1J4  inches  in  size.  The  drain  at  the  main  riser  shall  dis¬ 
charge  into  a  cone  or  sight  drain,  or  if  carried  through  the 
wall  and  exposed  to  the  weather,  it  shall  be  fitted  with  a 
hood  or  down-turned  elbow. 
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At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

On  automatic  wet  pipe  systems,  the  horizontal  branch 
pipes  shall  be  pitched  not  less  than  one-quarter  (Ya)  inch 
in  ten  (10)  feet  to  drain  towards  the  sources  of  supply 
with  drip  valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (%)  inch  in  ten  (10)  feet. 

Rule  33.  Test  Pipe.  In  all  wet-pipe  automatic  sprinkler 
systems  a  test  pipe  of  not  less  than  %  inch  in  diameter 
snan  uc  connected  directly  with  each  system  but  shall  be 
connected  to  a  pipe  of  not  less  than  V/a  inches  in  diam¬ 
eter  in  upper  story  and  arranged  to  discharge  through  a 
J^-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  should  be  increased  to  one  (1)  inch  or  larger. 
Controlling  valve  should  be  located  at  a  sufficient  distance 
from  where  the  test  pipe  passes  through  the  wall  of  the 
building  so  as  to  reduce  to  a  minimum  the  chance  of  freez¬ 
ing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  ^-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  ^-inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  34.  Pressure  Gauges.  A  four  and  one-half  (4%) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows  : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both 
above  and  below  the  alarm  valve  and  the  dry-pipe  valve 
with  only  one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected 
from  freezing  and  be  controlled  by  a  valve  with  arrange¬ 
ments  for  draining.  A.  plugged  outlet,  not  less  than  one- 
quarter  (Y)  inch  in  size,  shall  be  located  between  each 
valve  and  gauge  for  purpose  of  installing  the  inspector’s 
gauge. 

Rule  35.  Valve*.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
non-corrodible  material.  Valves  over  two  (2)  inches  in  di¬ 
ameter  shall  be  of  brass,  or  bronze  or  iron  body,  brass 
mounted,  or  of  other  approved  non-corrodible  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  non-cor¬ 
rodible  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc, 
stuffing  box  pattern  with  hand  wheel,  outside  screw  and 
yoke,  or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straightway  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  36.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet 


Rule  37.  Water  Supply  Check  Valves.  The  piping 
connecting  each  source  of  water  supply  with  the  sprinkler 
system,  including  fire  department  connections,  shall  be  pro¬ 
vided  with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  38.  Control  Valve*.  All  automatic  sprinkler 
systems  shall  be  provided  with  a  main  control  or  shut-off 
valve  arranged  to  be  readily  accessible  as  near  the  stair¬ 
ways  or  fire  tower  as  possible  and  sealed  in  the  open  posi¬ 
tion  ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent 
and  readily  accessible  floor  control  valves,  sealed  in  the 
open  position  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (Y) 
inch  sprinkler  heads  or  three  (3)  Conran*  heads  in  any 
automatic  wet  pipe  system  are  exposed  to  cold  and  subject 
to  freezing,  shut-off  valves  may  be  provided  to  discontinue 
the  water  supply  to  such  heads  between  November  1  and 
April  1.  A  greater  number  of  heads  than  specified  above, 
located  in  places  which  cannot  be  properly  heated,  shall  be 
controlled  by  an  automatic  dry-pipe  valve. 

Rule  39.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

Automatic  wet-pipe  sprinkler  systems  in  which  only 
twenty-five  per  cent.  (25%)  of  the  heads  are  required  to  be 
maintained  dry  for  protection  from  freezing,  shall  have 
only  such  heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  con¬ 
taining  dry  air,  or  it  shall  be  passed  through  a  drying 
chamber  containing  calcium  chloride,  in  order  to  avoid  the 
introduction  of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be 
maintained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  A”  dry-pipe  valve: 

(b)  For  standard  one-half  (%)  inch  heads .  400 

(c)  For  Conran*  one  (1)  inch  heads .  100 

(d)  For  Conran*  one  and  one-quarter  (1%)  inch 

heads  .  64 


Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve: 
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(e)  For  standard  one-half  (}4)  inch  heads .  600 

(f)  For  Conran*  one  (1)  inch  heads .  150 

(g)  For  Conran*  one  and  one-quarter  (1%)  inch 

heads  .  96 


(h)  When  "Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower, 
than  that  required  to  open  the  sprinkler  heads,  and  all  con- 
nections  between  the  alarm  system  and  the  dry-pipe  valVef 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(i)  For  standard  one-half  (J/j)  inch  heads .  600 

(j)  For  Conran*  one  (1)  inch  heads .  150 

(k)  For  Conran*  one  and  one-quarter  (1  yi)  inch 

heads  . . .  96 


Rule  40.  Alarm  Valve.  All  automatic  wet  pipe 
sprinkler  systems  shall  be  equipped  with  an  alarm  valve  so 
constructed  that  a  flow  of  water  through  a  one-half  (^) 
inch  orifice  will  operate  an  electric  or  mechanical  gong. 


Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

When  an  electrically  operated  alarm  is  installed  in  con¬ 
nection  with  an  alarm  valve  or  dry  pipe  valve,  the  installa¬ 
tion  shall  be  made  in  conformity  with  the  provision  of  Rule 

41. 


Rule  41.  High  and  Low  Water.  Electric  Alarm  on 
Gravity  and  Pressure  Tanks.  All  gravity  tanks  shall  be 
equipped  with  a  device  to  indicate  when  the  water  falls  be¬ 
low  or  rises  above  the  normal  level  in  the  tank,  with  an 
indicator  and  alarm  located  in  the  engineers’  room  near 
the  pump. 

All  gravity  and  pressure  tanks  shall  be  equipped  with 
a  high  and  low  alarm  as  hereinafter  specified.  The  high 
and  low  gravity  and  the  high  and  low  pressure  electric 
alarm  shall  be  so  constructed  and  arranged  that  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  gravity  tank,  and  when  the  pressure  falls  below  or 
rises  above  the  predetermined  level  in  the  pressure  tank,  an 
audible  and  visible  signal  will  be  given  in  either  the  pump 
room  or  engineer’s  room. 

The  audible  signalling  device  for  high  and  low  water 
and  high  and  low  pressure  electric  alarm  shall  consist 
of  a  vibrating  gong  of  at  least  3  inches  in  diameter  of 
the  enclosed  type  and  arranged  for  conduit  installation, 
the  same  to  be  operated  automatically  from  an  approved 
device  indicating  the  level  of  water  in  the  gravity  tank 
and  from  the  pressure  gauge  of  pressure  tank. 

The  audible  signalling  device  for  the  alarm  and  dry 
pipe  valves  shall  consist  of  an  enclosed  type  6-inch  vibrat¬ 
ing  gong  arranged  for  conduit  installation.  A  closed  cir¬ 
cuit  annunciator  shall  be  provided  in  connection  with  the 
alarm  system.  The  high  and  low  tell-tale  electric  connec¬ 
tions  shall  be  so  constructed  that  it  will  not  be  affected  by 
moisture  and  the  parts  shall  be  heavy  and  rugged.  The 
float  shall  be  of  approved  type. 

All  wiring  shall  be  installed  in  iron  or  steel  conduits 
and  the  installation  shall  be  in  accordance  with  the  pro¬ 
visions  of  Chapter  9  of  the  Code  of  Ordinances.  Only 
approved  closed  circuit  systems  shall  be  installed.  Con¬ 
trol  panels  to  operate  the  signalling  equipment  must  be 
approved  bv  the  Board  of  Standards  and  Appeals.  The 
control  cabinet  shall  be  located  in  the  engineer’s  or  pump 
room  where  it  will  be  under  the  supervision  of  the  person 
in  charge  of  the  sprinkler  system. 


The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference: 

1.  Public  utility  electric  light  and  power  systems. 

2.  Electric  light  or  power  system  (public  utility  or 
isolated  plant)  supplemented  by  storage  battery 
either  controlled  by  an  automatic  throw-over  device 
or  floating  on  the  line  and  protected  by  a  reverse 
current  circuit  breaker. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  the  closed  circuit  type. 

When  the  system  is  connected  to  the  110  volt  lighting 
service  a  suitable  cut-out  is  to  be  provided  and  it  shall  be 
enclosed  in  a  locked  or  sealed  metal  cabinet.  The  con¬ 
nection  to  the  system  shall  be  the  first  connection  on  the 
house  side  of  and  as  near  as  practicable  to  the  meter. 
When  batteries  are  used  to  operate  the  system  they  shall 
be  placed  in  an  approved  cabinet  provided  with  a  lock  and 
key. 

Rule  42.  Heating  of  Tanks.  The  water  in  all  sprinkler 

tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frostproof 
house  properly  heated  and  lighted. 

Rule  43.  Concealed  Pipe  Systems.  All  pipe  in  con¬ 
cealed  pipe  systems  shall  be  of  standard  full-weight 
wrought  iron  or  steel,  painted  with  two  coats  of  protective 
paint,  one  before  and  one  after  installation.  Such  pipe  as 
shall  be  installed  in  ducts  or  be  encased  in  cement  mortar 
shall  be  inspected  prior  to  concealment.  When  installed  in 
the  concealed  space  between  floor  arches  and  ceiling,  such 
pipe  shall  be  supported  by  hangers  and  all  pipe,  fittings 
and  hangers  be  protected  with  two  coats  of  paint. 

Rule  44.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of 
sprinkler  heads  shall  be  provided  with  the  necessary  cur¬ 
tain  boards  and  draft  stops  to  permit  specific  control  of 
the  fire  by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  45.  Approval  of  Sprinkler  System.  Before  ac¬ 
ceptance  all  automatic  sprinkler  systems,  excluding  the 
water  supply  tanks,  shall  be  subjected  after  installation 
to  a  hydrostatic  pressure  test  of  at  least  one  (1)  hour’s 
duration  at  not  less  than  fifty  (50)  pounds  per  square  inch 
in  excess  of  that  which  will  be  normally  carried  and  ob¬ 
served  in  the  sprinkler  system,  such  test  pressure,  how¬ 
ever,  to  be  not  less  than  one  hundred  and  fifty  (150) 
pounds  per  square  inch  in  any  part  of  the  system. 

All  pressure  tanks  shall  be  tested  after  erection  to  a 
test  pressure  of  one  and  one-half  (114)  times  the  working 
pressure.  To  prevent  the  possibility  of  serious  water 
damage  in  case  of  a  break,  the  pressure  shall  be  main¬ 
tained  bv  a  small  pump,  the  main  controlling  gate  being 
meanwhile  kept  shut.  Brine  or  other  corrosive  chemicals 
shall  not  be  used  for  testing  systems. 

In  automatic  .dry-pipe  systems  with  “Tvpe  A’’  valve  con¬ 
trol.  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of 
over  two  (2)  pounds  per  square  inch  for  the  twenty-four 
(24)  hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injuring  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of 
sprinklers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 
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No  piping,  devices  nor  any  portion  of  a  newly  con¬ 
structed  sprinkler  system  shall  be  covered  up  or  perma¬ 
nently  concealed  until  tested  by  the  Bureau  of  Fire  Pre¬ 
vention  and  approved  of  in  writing,  except  piping  passing 
through  floors,  walls,  partitions  or  beams  for  distances 
equal  to  the  thickness  of  such  floors,  walls,  partitions  or 
beams. 

Rule  46.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings 
under  the  provisions  of  Chapter  S,  Article  4,  Secton  72, 
Subdivision  L,  Code  of  Ordinances,  shall  consist  of  at  least 
a  One  Automatic  Source  System,  except  buildings  used 
as  freight  depots,  car  barns,  stables,  garages,  factories  and 
grain  elevators  which  sprinkler  systems  shall  be  supplied 
by  any  two  of  the  automatic  sources  or  one  of  the  auto¬ 
matic  sources  and  a  fire  pump  as  described  in  rules  9 
and  10. 

Rule  47.  Department  Stores.  Wet  sprinkler  systems 
shall  be  required  in  all  department  stores  and  where  the 
floor  area  on  any  story  or  cellar  exceeds  20,000  square 
feet,  the  system  shall  be  supplied  by  two  of  the  auto¬ 
matic  sources  as  provided  for  in  Rule  14. 

Rule  48.  Factories  and  Other  Buildings.  Where  the 
Labor  Law  or  the  Code  of  Ordinances  require  automatic 
sprinkler  systems,  or  where  any  of  the  requirements  of 
the  Labor  Law  or  Code  of  Ordinances  are  waived  be¬ 
cause  of  the  installation  of  an  automatic  sprinkler  sys¬ 
tem,  such  sprinkler  systems,  unless  specifically  otherwise 
required  by  the  Fire  Commissioner,  Code  of  Ordinances, 
Labor  Law,  or  these  rules,  shall  have  at  least  the  fol¬ 
lowing  sources  of  supply  installed  in  accordance  with  these 
rules : 

1.  A  Gravity  tank  and  Siamese,  or 

2.  A  Pressure  tank  and  Siamese,  or 

3.  A  direct  6-inch  connection  to  the  City  water  supply 
fed  two  ways,  capable  of  furnishing  water  at  not  less 
than  IS  pounds  per  square  inch  static — pressure  at  the 
highest  line  of  sprinklers  below  the  main  roof,  and  the 
required  Siamese. 

Rule  49.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall 
consist  of  at  least  a  One  Source  Automatic  System. 

Rule  50.  Firework  Storage.  Automatic  sprinklers  re¬ 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  either  of  the  two 
automatic  sources  as  provided  in  Rule  14. 

Rule  51.  Nitro-Cellulose  Products.  Automatic  sprinklers 
as  required  in  buildings  in  which  nitro-cellulose  products 
are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a 
system  supplied  from  both  approved  gravity  tank  supply 
and  an  approved  pressure  tank  supply,  except  that  no 
change  shall  be  required  in  supplies  to  automatic  sprinkler 
equipments  previously  approved  by  the  Fire  Commissioner 
as  two  source  systems,  in  conformity  with  the  provisions 
of  this  rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  either  of 
the  two  automatic  sources  as  provided  for  in  Rule  14. 


Rule  52.  Inflammable  Motion- Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflamma¬ 
ble  motion-picture  films  are  stored  under  the  provisions  of 
Chapter  10,  Article  20,  Section  241,  Code  of  Ordinances, 
shall  consist  of  a  system  supplied  from  both  an  approved 
gravity  tank  supply  and  an  approved  pressure  tank  supply 
except  that  no  change  shall  be  required  in  supplies  to  auto¬ 
matic  sprinkler  equipments  previously  approved  by  the 
Fire  Commissioner  as  "two  source  systems  in  conformity 
with  the  provisions  of  this  rule  as  in  force  up  to  December 
1,  1921. 

Rule  53.  Sprinkler  Protection  for  Special  Hazards  in 
Non-Sprinklered  Buildings  Not  Provided  for  by  Laws  or 
Ordinances  or  in  These  Rules. 

Sprinkler  heads  and  pipings  may  be  provided  on  ceilings 
of  enclosed  rooms,  closets,  shafts,  or  other  spaces  which 
are  used  as  carpenter  shops,  upholstering  rooms,  paint 
shops,  waste  paper  rooms,  old  record  storerooms,  trunk 
and  general  storage  rooms  in  hotels,  offices  or  other  build¬ 
ings,  and  in  stores  and  showrooms  or  where  nitro-cellu¬ 
lose  products  or  inflammable  photographic  or  X-ray  film  is 
stored  or  used,  or  in  ice  boxes  of  cold  storage  plants. 

The  number  and  type  of  sprinkler  heads,  spacing  and 
size  of  pipe,  location  and  number  of  valves,  method  of 
draining  lines,  water  flow  or  other  alarms,  shall  be  as  re¬ 
quired  by  the  Fire  Commissioner  to  properly  protect  the 
special  hazard. 

The  source  of  water  supply  where  required  may  be  taken 
from  the  house  supply  tank  or  other  sources  of  water 
supply,  except  that  no  connection  shall  be  taken  from 
the  standpipe  system  or  from  the  feed  line  to  boilers.  In 
all  cases  there  shall  be  sufficient  water  to  provide  20  gal¬ 
lons  of  water  per  head  for  30  minutes  and,  further,  that 
the  pressure  on  any  sprinkler  line  shall,  where  practicable, 
be  not  less  than  15  pounds  static  pressui'e. 

Rule  54.  Existing  Installations  and  Approvals.  Auto¬ 
matic  sprinkler  systems  and  devices  heretofore  installed 
shall  not  be  required  to  conform  to  these  rules  where  the 
fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions 
or  extensions  in  height  or  area  is  made  to  the  building 
when  these  rules  shall  apply  if  deemed  advisable  or  neces¬ 
sary  by  the  Fire  Commissioner. 

Rule  55.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  ap¬ 
proved  fire  doors  on  both  sides  of  the  wall,  one  of  which 
must  be  automatic. 

Rule  56.  Maintenance  Inspection.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the 
person  in  charge  of  the  building,  or  by  other  competent 
person  employed  by  the  owner,  to  see  that  all  parts  of  the 
system  are  in  perfect  working  order,  and  the  fire  depart¬ 
ment  connection  or  connections,  if  any,  ready  for  immedi¬ 
ate  use  by  the  Fire  Department.  A  detailed  record  of  each 
inspection  shall  be  kept  for  examination  by  a  representa¬ 
tive  of  the  Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And 
there  shall  be  one  or  more  employees  instructed  in  the 
maintenance  of  sprinkler  system. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  res¬ 
cinded. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders 

132-36-A— 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36-A— 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36- A— 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-S A— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

117-34-SA— Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA— N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 


97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

1 71 -35-S A— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA— Teesdale  Baramatic  Damper. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA— -Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA— Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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during  July  and  August. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 

CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Docket. 

Rules  Directory. 

Notice  of  Adjournment. 

Standpipe-Fireline  Rules. 

Smoking  in  Factories,  Rules. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  a.t  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  September  21,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  August  19,  1936 

Cal.  No.  Department  Premises  Affected 

241-36-BZ . D.B.B . 1207-1311  Bedford  avenue  and 

1214  Atlantic  avenue,  south¬ 
east  corner  (Block  1200, 
Lot  9),  Borough  of  Brook¬ 
lyn.  Applic.  9595-36. 


242-36- SA . F.D . “Swirling  Heat”  Oil  Burner. 

Appliance. 


243-36-SA . F.D . Victor  Circulating  Fuel  Oil 

Heater,  Models  VCH  27, 
VCH  19  and  VCH  17. 

Appliance. 


244-36-BZ . D.B.Q . Northeast  corner  Liberty  ave¬ 

nue  and  104th  avenue  and 
northwest  corner  of  Liberty 
avenue  and  184th  street 
(Block  1404,  part  of  Lots 
141-145),  Jamaica,  Borough 
of  Queens.  Applic.  3445-36. 


245-36-BZ . D.B.M . 7  West  8th  street,  north  side, 

119.3  ft.  west  of  5th  avenue 
(Block  572,  Lot  47),  Bor¬ 
ough  of  Manhattan. 

Zone  Viol.  38-35. 


246-36-BZ . D.B.B . 550-560  New  York  avenue, 

northwest  corner  of  Maple 
street  (Block  4791,  Lots  44 
and 46),  Borough  of  Brook¬ 
lyn.  Applic.  8607-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . . . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Aug. 
Certificate  of  Occupancy,  approved 

forms  . Aug- 

Concrete  Flat  Slabs,  Rules. .......  Mar. 

Concrete  Rules  (Hydrated  Lime) ••  .Aug. 

Elevator  rules  . • . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . viJrle 

Fire  Alarm  Rules  (Interior) . May 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . June 

Fireproof  Wood,  Testing  of . »..Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Aug. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  .  Aug. 

Procedure,  Rules  of . Feb. 

Refrigerating  Systems,  Extract  C.OJuly 
Smoking  in  Factories,  Rules  for.... Aug. 

Sprinkler  Rules  . Aug. 

Standpine  Fireline  Rules . . . Aug. 

Structural  Alterations,  Reporting. ..  1  une 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 

Rule  SOS  of  Industrial  Code).. Apr. 


11,  1936 — Vol.  21,  No.  32 

2,  1932— Vol.  17,  No.  31 

10,  1936— Vol.  21,  No.  10 

11,  1936— Vol.  21,  No.  32 

3,  1936— Vol.  21,  No.  9 

I,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
28,  1935 — Vol.  20,  No.  22 
14,  1936— Vol.  21,  No.  28 

16,  1936— Vol.  21,  No.  24 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 
4,  1936— Vol.  21,  No.  31 

27.  1934 — Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 

II,  1936— Vol.  21,  No.  32 
25,  1936— Vol.  21,  No.  8 
14.  1936— Vol.  21,  No.  ?8 
25,  1936— Vol.  21,  No.  34 
18,  1936— Vol.  21,  No.  33 
25,  1936— Vol.  21,  No.  34 

7,  1932— Vol.  17,  No.  23 
28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  . Mar.  5,  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . . . July  14,  1936 — Vol.  21,  No.  28 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Aug.  4,  1936 — Vol.  21,  No.  31 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  1936 — Vol.  21,  No.  21 

Fuel  Oil  Burners  for  Industrial  Use. Aug.  4,  1936 — Vol.  21,  No.  31 

Fuel  Oil  Pumps . Aug.  4,  1936 — Vol.  21,  No.  31 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . Aug.  4,  1936 — Vol.  21,  No.  31 


ADJOURNMENT 

Notice  is  hereby  given  that  the  next  regular  meeting  of 
the  Board  of  Standards  and  Appeals  will  be  held  on  Tues¬ 
day,  September  15,  1936,  at  10  a.m.,  and  that  the  next 
Clerk’s  Calendar  Call  will  be  held  on  Monday,  September 
14,  1936,  at  2  p.m. 


NOTICE 

The  Call  of  Clerk’s  Calendar  set  for  Monday,  Septem¬ 
ber  14,  1936,  at  2  p.m.,  and  the  regular  Hearing  Calendar 
set  for  Tuesday,  September  15,  1936,  and  all  notices  of 
subsequent  meetings  of  the  Board,  will  be  printed  in  the 
Bulletin  of  September  1,  1936. 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 


998 


“STANDPIPE”.“FIRELINE”  RULES  ADOPTED  JUNE  27,  1922;  AMENDED  MAY  18,  1928; 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9,  1931. 


[281-22-SR] 

Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
J4-inch  or,  by  permission  of  the  Fire  Commissioner,  J^-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  -location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect. 

Rule  2.  APPROVAL.  Before  acceptance  all  standpipe 
(fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the  street  Siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  100 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply, 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  50  lbs.  per  sq.  in.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing,  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  stand¬ 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

.  When  deemed  necessary  by  the  Fire  Commissioner,  sec¬ 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  8^4  x  11 
in.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 
Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 

There  shall  be  an  engineer,  superintendent  or  other  per¬ 
son  in  charge  of  the  standpipe-fire  line  system  in  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
be  registered,  and  submit  to  an  examination  in  the  Fire 
Department.  Upon  evidence  of  fitness  to  properly  operate 
and  maintain  the  standpipe  system  he  shall  be  granted  a 
Certificate  to  that  effect.  The  certificate  shall  contain  the 
full  name  and  a  small  photograph  of  the  holder. 

Day  and  night  service  shall  be  maintained  in  all  build¬ 
ings  exceeding  250  feet  in  height  in  which  there  is  a  fire 
pump. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
least  one  certified  operator  on  duty  during  every  perform¬ 
ance.  Buildings  of  large  areas,  industrial  plants,  amuse¬ 


ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duty  when  deemed  necessary  by  the  fire  commissioner. 

Rule  4.  MONTHLY  INSPECTION.  All  valves,  hose, 
tools,  and  other  auxiliary  fire  appliances  shall  be  kept 
in  perfect  working  order,  and  at  least  once  a  month  the 
person  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
Fire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

He  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 
premises  for  examination  by  a  representative  of  the  Fire 
Department. 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
fifty  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department ;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
of  the  owner  of  the  premises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5.  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturer’s  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
drawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shall  be  present  at  all  times. 

Rule  7.  AREA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances,  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical)  distance  measured  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  in  the  case  of  flat  roofs,  and  to  the  average 
height  of  gable  in  case  of  roofs  having  a  pitch  of  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth,  to  make  possible  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary.  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

(.a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hay¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  main 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supp’y  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Works  Association :  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  and 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank, 
3  inches  below  the  top  (of  sides).  Overflows  shall  termi¬ 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bot‘om  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  the 
highest  story. 
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Rule  22.  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
as  high  as  practicable  within  the  pyramid  or  tower.  Pro¬ 
vided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  tor  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery.  _  Fire  appliances,  as  may  be  required  by  the 
Fire  Commissioner,  shall  be  provided  in  such  tank  houses, 
elevator  machine  rooms,  etc. 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced.  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter¬ 
mediate  landings  every  12  ft.  or  less. 

Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
line  reserve  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted, 
under  these  rules,  no  check  valve  shall  be  required.  An 
O.  S.  &  Y.  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  * 
lJ4-inch  steam  line  with  a  1-inch  return  separately  trapped. 
The  water  in  the  tank  shall  be  maintained  at  a  temperature 
above  40°  F. 

Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
using  the  tank  supply  seven  days  a  week  supplying  both 
standpipe  and  house  service  lines  shall  not  require  heating. 
If  in  an  adequately  heated  enclosure,  interior  heating  of 
tanks  shall  not  be  required. 

Rule  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
have  at  least  10,000  gallon  effective  water  capacity  as  speci¬ 
fied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
concrete,  located  below  the  grade,  or  lowest  story,  if  there 
is  no  cellar  under  the  building.  The  Fire  Commissioner  may 
permit  suction  tanks  to  be  located  in  a  separate  enclosure, 
or  building  provided  they  are  accessible  and  when,  in  his 
judgment,  such  location  will  be  more  practicable.  House 
supply  tanks  may  be  connected  to  the  fire  pump  suction 
line,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
be  provided  on  such  house  supply  lines. 

Rule  28.  LOWES  I  TANK  SUPPLY.  The  lowest  suc¬ 
tion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
diameter  taken  directly  and  independently  from  the  public 
street  mam.  The  supply  shall  be  not  less  than  750  gallons  a 
minute,  and  shall  enter  the  suction  tank  above  the  top  or 
through  the  side  near  the  top  of  the  tank  and  shall  be  con¬ 
trolled  by  suitable  bronze  ball  cock  and  copper  float. 

t uRu]iJ9'  SUPpORT  FOR  TANKS.  Tanks  of  more 
,  .n  P,,u  Rollons  capacity  thereafter  placed  in  or  on  any 
ouilding  shall  be  supported  on  masonry,  reinforced  con- 


cfete  or  steel  construction  of  sufficient  strength  and  car¬ 
ried  to  a  proper  foundation  as  provided  for  in  section  428 
Chapter  5  ol  the  Code  of  Ordinances. 

.  Uule  30.  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 
and  directed  by  the  Fire  Commissioner  and  as  prescribed 
in  Schedule  A.  Each  such  tank  shall  have  at  least  5,000 
gallons  of  water  reserved  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shall  "be  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys¬ 
tem  of  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 
hereinafter  set  forth  : 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
tank  with  the  riser  of  the  portion  of  equipment  supplied 
from  the  tank  and  in  this  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward,  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
&  Y.  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted,  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position.  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by-pass  type,  except  that  emergency  control  valves 
when  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  of  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
of  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit¬ 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

.  Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.,  and 
at  more  frequent  intervals  if  deemed  necessary  by  the  Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per* 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may ’be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 

Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

'  Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 

One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair”  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied,  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18  in. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner.  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo¬ 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream, 
except  where  the  static  pressure  at  the  hose  outlet  is  15 
lbs<.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least  equal  to  the  diameter  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than 
five  inches. 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a)  In  every  building  hereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen¬ 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks,  bor  the 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line  In  the  4  in.  tes 
line  between  the  4  in.  relief  branch  and  the  tank  t-beI’e  ,  a  . 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump  In  the  line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  b.  &  i.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

'Rule  42.  NUMBER  AND  LOCATION  OF  FIRE 
PUMPS. 


SCHEDULE  A 


Approximate  Location  of  Pumps 

Height  fro 
U  ppermos 
Hose  Outl 
to  grade* 

Total  No. 
of  Pumps 
Required. 

ljt  Pump 

2nd  Pump 

3rd  Pump 

4 tli  Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

701'  to  800' 

3 

Below  grade 
level 

250'  to  300' 

500' to  600' 

801'  to  900' 

4 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

600' to  750' 

901'  to  1000' 

4 

Below  grade 
\  level 

250' 

500' 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  house 


outlet. 
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Rule  43.  FIRE  PUMPS  IN  BUILDINGS  EXCEED¬ 
ING  1,000  FEET.  All  buildings  exceeding  1,000  feet  from 
grade  level  to  uppermost  hose  outlet  shall  be  provided  with 
a  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
line  of  the  lowest  pump. 

.  Rule  44.  TANK  CAPACITIES.  Suction  tanks  supply¬ 
ing  the  first  or  lowest  pump  shall  contain  not  less  than 
10,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
and  uppermost  supply  tanks  for  buildings  between  250  and 
400  ft.  as  described  in  above  schedule  shall  contain  not  less 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sup¬ 
ply  tanks  on  all  other  buildings  shall  contain  not  less  than 
3,500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  of  the  open  type. 

Rule  45.  TANK  STRAINERS.  All  supply  tanks  shall 
be  provided  with  bronze  strainers  at  pump  and  riser- intake 
lines. 

Rule  46:  CENTRIFUGAL  FIRE  PUMPS.  Fire  pumps 
installed  under  these  rules  shall  have  a  capacity  of  750 
G.  P.  M.  and  shall  be  of  the  multi-stage  motor  driven  Cen¬ 
trifugal  type  designed,  constructed  and  installed  to  render 
the  highest  possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  enclosed 
in  eight  (8)  inch  brick  or  concrete  walls  with  approved  fire 
doors  a.t  openings  and  with  fireproof  floor  and  ceiling  con- 
struction.  If  located  in  the  lowest  story  of  the  building,  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one’  (1) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
with  safe  egress  for  the  attendant. 

The  pumping  equipment  shall  be  adaptable  for  heavy  duty 
service  having  all  parts  of  ample  strength  with  liberal 
water  passage  and  all  working  parts  exposed  to  corrosion 
of  phosphor  bronze. 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
capacity  name  plate,  pressure  gauges,  relief  valves,  hose 
manifold  and  three  (3)  approved  2J4  in.  hose  valves  with 
Standard  Fire  Department  male  threads.  Fire  pumps  shall 
take  suction  supply  under  a  head  of  water  and  in  no  case 
shall  there  be  less  than  six  (6)  feet  between  water  level  in 
tank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform  re¬ 
quirements  of  “The  National  Standard”  as  adopted  by  the 
following  associations : 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters, 
or  as  approved  by  the  Board  of  Standards  and  Appeals. 

Fire  pumps  to  be  designed  to  operate  at  not  less  than  five 
(5)  pre-determined  speeds  to  give  five  (5)  pre-determined 
pressures  which  will  insure  a  maximum  pressure  of  80  lbs 
and  a  minimum  pressure  of  50  lbs.  throughout  the  building" 

Fire  pump  equipment  shall  be  so  designed  that  it  will 
operate  normally  at  least  five  (5)  speeds  to  provide  a  mini- 
mum  of  50  lbs.  pressure,  and  where  more  than  one  pump  is 
required  it  shall  be  capable  of  pumping  to  the  level  of  the 
next  highest  pump  station  in  case  of  breakdown  of  inter¬ 
mediate  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
run  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
continuous  service  and  four  (4)  for  standby  service. 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumping 
equipment  shall  be  free  from  defects  in  design,  workman¬ 
ship  and  material  and  shall  give  proper  and  continuous 
operation  under  the  conditions  of  service  specified  and  shall 
e  subject  to  approval  of  the  Board  of  Standards  and 
Appeals. 

Materials  entering  into  construction  of  this  equipment 
shah  be  the  best  quality  of  their  respective  kinds  and  all 
parts  shall  be  amply  proportioned  so  as  to  be  adaptable  for 
heavy  duty  service. 

..BASING':  Casing  shall  be  of  close  grained  cast  iron  and 
divided  horizontally,  and  having  suction  and  discharge  con¬ 
nections  in  the  lower  half,  so  that  the  top  casing  can  be  re¬ 


moved  without  breaking  water  connections.  Casing  shall 
have  in  addition  to  flange  bolts,  additional  heavy  bolts  in¬ 
side  of  flange  to  prevent  leakage  between  stages.  Casing 
shall  be  tested  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

SHAFT :  Shaft  shall  be  made  of  best  grade  nickel  steel 
and  shall  be  ground  all  over  to  close  limits  and  a  high 
finish. 


IMPELLERS :  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  over. 

WEARING  RINGS:  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type.  Impeller  wear- 
mg  rings  shall  be  securely  attached  to  impeller,  and  casing 
ring  shall  be  securely  locked  in  the  casing. 

SHAFT  SLEEVES :  Shaft  sleeves  shall  be  of  bronze 
and  extend  through  stuffing  boxes  to  protect  the  shaft 
from  corrosion  and  wear  from  the  packing. 

BEARINGS :  Bearing  brackets  shall  be  of  the  best  grade 
of  close  grained  cast  iron  and  securely  bolted  to  the  lower 
half  of  the  casing. 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable.  Each  bear¬ 
ing  shall  be  equipped  with  two  oil  rings  to  insure  proper 
lubrication. 


c  Coupling  shall  be  of  best  grade  cast  iron 

finished  all  over  and  keyed  to  shaft.  The  two  halves  shall 
be  connected  by  coupling  pins,  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves. 

STUFFING  BOXES:  Stuffing  boxes  shall  be  of  suf- 
ficent  depth  to  prevent  excessive  leakage  and  shall  contain 
water  seal  rings  of  bronze. 

PACKING :  Packing  shall  be  held  in  place  by  bronze 
glands  horizontally  split  and  bolted  together. 

BED  PLATE :  Bed  plate  shall  be  of  cast  iron  of  heavy 
box  type  and  provided  with  finished  pads  to  which  the  punm 
is  bolted  and  doweled.  Foundation  bolt  rings  shall  be  drilled 
for  foundation  bolts.  Jack-screw  pads  to  be  cast  with  bed 
and  jack-screws  furnished  to  assist  in  aligning.  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends. 

PAINTING:  Pumps  shall  be  painted,  filled,  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 
in  the  beaiing  brackets  to  be  painted  white  with  a  special 
oil-resisting  paint. 


Rule  48.  SPECIFICATIONS  FOR  ELECTRICAL 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS. 


TESTING:  Pumps  shall  be  tested  at  the  plant  of  manu¬ 
facturer  to  prove  that  they  can  fulfill  requirements  of 
specifications  and  guarantees  made. 


MOTOR:  (a)  Direct-current  motors  must  be  of  the 
shunt  or  cumulative  compound  wound  types.  The  speed  of 
the  motor  at  no  load  must  not  exceed  the  speed  at  full  load 
by  more  than  10%. 


Alternating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
of  fire  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herein. 

(b)  With  a  room  temperature  not  exceeding  40  deg.  C., 
motors  shall  be  designed  for  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 
overload  of  15%  without  stress  and  without  injurious  rise 
in  the  temperature.  Motors  shall  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury.  No 
electrical  or  mechanical  weakness  should  develop  during 
these  tests.  The  rise  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri¬ 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voyage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(cl  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  a.nd 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT:  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  ot 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN:  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera- 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  ot 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip¬ 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM :  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES:  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION:  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

(c)  No  fuses  nor  other  overload  release  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING:  All  wiring  shall  be  installed  in  rigid  iron 

conduit. 


SWITCH:  An  approved  knife  switch  for  independent 
sources  of  supply  must  be  provided,  having  one  pole  for 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS :  #  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breaker 
must  be  provided  to  indicate  the  presence  of  voltage  on  the 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  or 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARTUS :  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  panel 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injury 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF  EQUIPMENT:  The  entire  equipment  shall 
be  subject  to  test  and  inspection  by  representatives  of  the 
Fire  Commissioner. 

POWER  SUPPLY :  Where  the  power  supply  can  be 
obtained  from  two  separate  street  feeders,  two  separate  and 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Edison 
three-wire  system  and  the  power  lines  are  protected  by  ap¬ 
proved  conduit  from  a  point  where  they  enter  the  building 
to  the  control  panel  in  the  pump  room,  it  will  be  considered 
an  acceptable  source  of  power  supply. 

Isolated  Plant :  Where  the  source  of  supply  is  an  isolated 
plant  located  in  the  building  an  auxiliary  service  of  suf¬ 
ficient  capacity  shall  be  obtained  from  some  outside  source. 

Transmission  Lines:  (a)  The  lines  between  the  power 
plants  and  the  pump  room  must  be  of  such  number,  so 
arranged  and  so  located  that  there  will  be  small  chance  of 
an  interruption  of  service  to  the  motor,  due  to  accident  to 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approved 
conduit. 

Where  the  valves  involved  are  large  and  the  crippling  of 
this  pump  service  would  seriously  affect  the  protection  of 
the  property,  at  least  two  separate  lines  from  the  power 
plant  or  plants  to  the  pump  installation  shall  be  provided. 
The  lines  must  be  run  by  separate  routes  or  in  such  man¬ 
ner  that  a  failure  of  both  at  the  same  time  will  be  only  a 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  room 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  given 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  ex¬ 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating,  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants, 
and  where  provided  at  various  points  on  the  lines,  must  be 
of  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead 
the  circuit  breaker  protecting  the  motor. 

TRANSFORMERS :  Where  it  is  necessary  to  install 
transformers  they  shall  be  installed  in  accordance  with 
Chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
be  equipped  with  an  approved  coded  closed  circuit  signal- 
hng  system.  The  signalling  stations  shall  be  located  one  on 
each  floor  at  main  riser.  This  system  shall  be  so  arranged 
that  a  coded  signal  can  be  transmitted  to  the  pump  rooms. 
An  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
and  at  such  other  locations  as  the  Fire  Commissioner  may 
direct.  All  apparatus  used  in  connection  with  the  signal¬ 
ling  system  shall  be  of  an  approved  type  and  installed  as 
outlined  m  rules  governing  the  installation  of  interior  fire 
alarm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
circuit  of  the  signal  sending  station. 

A  card  of  instructions  shall  be  placed  in  the  pump  room 
giving  code  numbers  of  signalling  stations,  the  pressures 
obtainable  at  different  speeds  of  the  motor  and  such  other 
intormation  the  Fire  Commissioner  may  direct. 

.  Rule  50.  RELAY  STANDPIPE  SYSTEM.  ’  All  build- 
mgs  hereafter  erected  exceeding  400  ft.  from  grade  to 
highest  hose  outlet  shall  be  provided  with  an  intermediate 
combination  gravity  and  suction  standpipe  supply  tank  and 
a  hre  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re¬ 
served  for  the  fire  lines  and  shall  be  connected  to  fire  line 
system  as  described  in  Rule  30  for  intermediate  tanks  ex- 

u  ii  k  m  addl,tlon  to  the  requirements  of  Rule  30,  there 
shah  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
around  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves. 
An  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
be  provided  in  the  by-pass  line. 

Each  tank  shall  be  provided  with  overflow  and  emer- 
gency  dram  l,neS  as  required  in  Rules  19  and  20,  except  that 
-uch  lines  shall  drain  to  roofs  of  set  backs  on  building  or 
nto  house  drain  lines  providing  the  house  drain  line’  or 

the  drafn^mes  ^  t0  ^  SUm  t0tal  in  diameter  of 

ffJhe  PumP  shaI1  have  a  capacity  of  not  less  than  750 
gallons  of  water  per  minute  and  shall  deliver  through  the 
^  andpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 

pump  S<1Uare  mcH  at  the  highest  hose  outlet  fed  by  said 

mrl'1  fir^PumPs  shall  be  located  on  a  raised  base  at  least  24 

►ant  TL*  thC  ^°°r  -and  °n  the  floor  below  supply 
-ank  with  the  suction  line  as  direct  as  practicable 

feed d’scharFe  hne  shall  be  connected  to  the  main 
,,ai  r  r  deeding  up,  and  outside  the  horizontal  tank  check 

ve  line,  and  the  upward  swinging  check  valve  in  the 


mam  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
upward  swinging  check  valve  SEALED  OPEN. 

The  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
Dy  a.  3-inch  line  to  house  drain  or  scuppers  in  exterior  wall, 
ihe  ele^^  switch  controlling  the  motor  shall  be  marked 
on  panel  FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

Ruk  51  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks,  fire  lines  and  pumps  shall  be  numbered  by  3-inch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 
wheel  of  valves. 

Rule  52  PUMP  ROOM  DIAGRAM.  A  white  and 
k  n  knnt  dr.a,wl?  f.0  a  scale  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank,  fire 
Pkr?iPLa^ 11  pipe  lines  and  valves.  The  number  of  each  valve 
shall  be  shown  in  addition  to  purpose  of  each  water  line. 

ihe  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

w£rle53‘  ?l?E  LIIF  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 

rnLin  ?nSaSter^t^ ^rh°?e  ?ach  pUmp  room>  and  in  the 
main  lobby  and  individual  telephones  located  on  alternate 

floors  near  the  main  fire  line  riser 
The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  any 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone 

ter  teSkphonhesVibrating  ““  bdl  Sha11  be  loCated  at  the  mas‘ 

1  mast?r  telephones  in  pump  room  below  grade  level 
shall  be  equipped  with  a  loud  speaking  receiver  so  that  the 

7™-™  fir*  c  ea  *  y  a*?d  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING:  The  wiring  for  the  telephone  system  shall  not 
.  smaller  than  No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit.  The  conduit  system  shall  contain  no 
conductors  other  than  fire  line  telephone  conductors. 

ihe  fire  line  telephone  system  shall  be  properly  maintain- 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times. 

Ar?TUwTrc4'  LINE  EMERGENCY  CONTROL 

VALVES  LN  BUILDING5  OVER  400  FEET  IN 
HEIGHT  (per  Schedule  A).  At  the  base  of  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story  at 
P*Ympu  r-°°m  elevation,  and  at  each  approximate  one- 
third  the  height  above  the  fire  pump  elevations  and  the 
pump  or  roof  tank  next  above,  there  shall  be  provided  O 
“  Y-  emergency  control  valves  in  the  main  feed  riser 
properly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described. 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  m  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red,  with  3-inch  white 
ietters  reading  Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and  contain  the  following: 

1 — 3-foot  Stillson  wrench. 

4 — 2^-inch  plugs  with  pipe  threads. 

4 — 2i/i-inch  caps  with  hose  threads. 

2  Spanner  wrenches  of  Fire  Department  pattern 
4— 2J4-inch  double  female  hose  connections,  with  Fire 
Department  threads. 

w?uIe  c56'  EMERGENCY  AND  TESTING'  HOSE 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  2^-inch  hose,  of  Fire  Department 
quality,  and  one  l^j-inch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection. 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follows : 

Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES.  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows :  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2^4-inch  hose  outlet  tee  with  two  2^-inch  ap¬ 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  mam  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
150  ft.  above  grade  level  there  shall  be  provided  in  each 
riser  O.  S.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 


SCHEDULE  B 


Height  from 
Uppermost 
Hose  Outlet 
to  Grade 

Total 
Number 
of  Valves 
Required 

Approximate  Location  of  Valves  Above  Grade 

1st 

Valve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

5th 

Valve 

6th 

Valve 

150'  to  200' 

2  to  3 

Below 
the  1  sty. 
outlet 

75' 

150' 

200'  to  250' 

2  to  3 

«< 

75' 

150' 

250'  to  300' 

3  to  4 

ti 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

it 

75' 

150' 

225' 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER¬ 
GENCY  CONTROL  VALVES.  When  a  two  (2)  main 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y. 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable, 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac¬ 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  150 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y. 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  two 
of  the  risers  in  each  cross-connection  and  one  in  the  central 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross- 
connection  between  the  2  central  risers,  so  as  to  provide  2 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  between  the  second  and 
third  central  riser  in  each  cross-connection  and  one  in  the 
central  riser  at  each  cross-connection  as  described  in  a  3 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  in 
each  cross-connection  so  as  to  provide  3  risers  on  each  side 
of  gate  valve — as  described  in  a  two  and  four  riser  system. 

Rule  61.  LOWEST  CROSS-CONNECTION  CON¬ 
TROL  VALVES.  When  the  building  is  provided  with  a 
fire  pump  as  required  by  the  Rules  the  gate  valves  required 
in  the  lowest  cross-connection  shall  be  located  as  described 
under  location  of  Fire  Pumps  and  Horizontal  Line  control 
valves. 

Rule  62.  FIRE  TOWER  RISER.  Where  the  building 
is  provided  with  an  exterior  enclosed  fireproof  stairway  or 
fire  tower  the  main  riser  shall  be  installed  in  such  stairway 
and  properly  protected  from  freezing  in  accordance  with 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  Y. 
gate  valves  shall  be  located  in  an  accessible  position  and  be 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  gate 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing  a 
single  rung  iron  ladder  with  t^-inch  rungs  and  not  less  than 
10  inches  between  strings  shall  be  provided  at  each  gate 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  on 
the  upper  cross-connections  are  not  located  in  the  stair 
enclosure,  a  sign  with  red  background  and  white  letters  not 
less  than  3  inches  high  shall  be  painted  on  the  face  of  the 
wall  within  the  stairway  enclosure  on  the  story  where  the 
gate  valve  is  located,  which  shall  read  as  follows : 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT.” 

Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sign 
with  red  background  and  3-inch  letters  as  above  shall  be 
painted  on  the  wall  at  fire  tower  exit  door,  which  shall 
read :  “STANDPIPE  IN  TOWER,”  except  on  that  story 
on  which  the  emergency  control  valve  is  located,  there  the 
sign  shall  read:  “STANDPIPE  CONTROL  VALVE 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  con¬ 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  not 
less  than  3  inches  in  diameter  painted  red  with  a  white 
number  not  less  than  2  inches  high  and  shall  be  secured  to 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lines 
not  located  within  a  stairway  enclosure  or  public  corridor 
and  including  the  siamese  connection  street  riser  wall  col¬ 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FIRE 
DEPARTMENT  USE.  Each  standpipe  system  shall  be 
provided  with  one  or  more  approved  tvoe  3  inch  x  3  inch  in- 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided;  where  the  street  frontage 
exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
inch  diameter  standpipe  risers  two  Siamese  connections 
shall  be  provided  for  each  200  ft.  of  street  frontage  or 
fraction  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
shall  have  at  least  one  siamese  connection  for  each  6  inch 
riser.  Buildings  having  frontages  on  more  than  one  street 
shall  have  a  siamese  connection  on  each  street  front  when 
the  frontage  is  not  continuous  but  in  all  cases  where  more 
than  one  siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis¬ 
sioner  may  direct. 

RULE  69.  SIAMESE  HEADERS.  Siamese  headers 
shall  be  independent  of  each  other  and  lead,  as  direct  as 
practicable,  to  riser  or  cross-connection  header.  There 
shall  be  at  least  2  siamese  for  every  8-inch  riser  and  at 
least  1  siamese  for  every  4  or  6  inch  riser.  Where  there 
are  more  than  one  riser,  the  siamese  headers  shall  divide 
on  each  side  of  any  emergency  control  valve  in  the  cross- 
connection,  and  such  headers  shall  be  equal  in  sum  total 
to  the  sum  total  of  all  risers  on  either  side  of  the  emer¬ 
gency  control  valves. 

No  Siamese  header  shall  be  larger  than  6  inches.  Siam¬ 
ese  risers,  when  extending  through  sidewalk,  shall  be  of 
bronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water¬ 
proof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
than  theatre  with  stage,  not  over  45  feet  in  height  shall 
not  be  required  to  have  a  siamese  connection  except  when 
each  building  is  on  a  water-front  or  when  it  is  one  of  a 
group  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
pipe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  siamese  connection  placed 
on  the  street  front  of  a  building  shall  be  located  not  less 
than  18  inches  and  not  more  than  36  inches  above,  the  side¬ 
walk  level  and  shall  be  set  in  a  horizontal  position  and 
shall  be  readily  accessible  for  Fire  Department  use.  Each 
Siamese  shall  have  cast  in  the  body  on  top  or  on  wall  plate, 
in  letters  at  least  1  inch  in  length  and  not  less  than 
inch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  siamese  with  the  standpipe 
equipment  proper  shall  be  not  less  than  5  in.  in  diameter 
where  there  are  two  or  more  4  in.  risers  and  not  less 
than  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter. 
When  there  is  but  one  4  in.  riser,  connection  from  siamese 
may  be  4  in.  in  diameter. 

Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
line  between  the  Siamese  connection  and  the  standpipe  sys¬ 
tem  there  shall  be  placed  an  approved  type  swing  check 
valve  located  where  practicable  within  10  feet  from  the 
building  wall.  Between  the  siamese  and  its  check  valve 
there  shall  be  placed  a  ^-inch  automatic  ball  drip  of  an 
approved  type  which  will  close  under  a  pressure  of  not 
more  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
BOAT  USE,  EXCEPT  WHERE  THE  SOURCE 
OF  SUPPLY  IS  FROM  THE  STREET  MAIN 
DIRECT.  Siamese  connection  on  piers  or  warehouses, 
etc.,  intended  for  fireboat  use  exclusively  shall  be  3^2  in. 
x  Zy2  in.  at  inlets  with  Fire  Department  female  thread. 
Between  siamese  and  the  system  proper  there  shall  be  an 
approved  type  swing  check  valve,  and  between  the  check 
valve  and  the  siamese  either  a  14-in.  open  drip  without  valve 
or  cock,  or  a  34-in.  automatic  ball  drip  of  approved  type 
closing  under  a  pressure  of  not  more  than  7  lbs.  per  sq. 
inch.  Where  systems  have  both  fireboat  and  shore  siamese 


the  shore  siamese  shall  have  male  connections  and  shall  be 
without  clappers,  but  shall  have  on  each  inlet  a  3  in.  gate 
valve  with  Fire  Department  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 
hose  outlets  shall  be  placed  within  a  stair  enclosure.  They 
shah  be  2J4  in.  in  diameter,  set  not  less  than  5  ft.  nor  more 
than  6  ft.  above  the  floor  or  landing  as  the  case  may  be 
Outlets  and  racks  shall  be  located  above  the  floor  or  land- 
mg  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
ocatecl  immediately  adjacent  to  a  stair  enclosure,  in  a 
conspicuous  place,  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in 
riser  system  its  termination  above  roof  shall  be  a  2V2- in! 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
mam  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
/2  inch  hose  valve  manifolds  with  male  threads.  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
3  it.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  2y2- in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  roof  outlet  there  shall  be  a  y2  in.  open  drip  extending 
to  a  sink  or  a  34  in.  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 

Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 
may  be  piovided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern. 

Rule  77.  BRANCH  LINE  SIZE.  No  branch  line  may 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
from  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2l/>  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  in  diameter  if  not  more  than  twenty-five’  (25) 
feet  in  length. 

.  Rule  78.  NOZZLES.  All  2j4-in.  fire  hose  shall  be  pro¬ 
vided  with  approved  smooth  bore  nozzles  15  in.  in  length, 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  than 
iy  in.  in  diameter. 


Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  2 y2  in.  unlined  linen  hose, 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous,  the  Fire  Commissioner  may  permit 
in  addition  to  the  2l/2  inch  outlet  and  hose  the  installation 
of  \y2  in.  unlined  linen  hose  and  valve.  There  shall  not 
be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 


All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 

Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 

Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus¬ 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securely  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 
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a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 
In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2^4  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  ot  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of.  the  work  except  when 
work  on  the  standpipe  fire  line  is  in  progress  at  that  point. 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings,  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  l)4-inch  Under¬ 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20,000  gallons  capacity,  elevated  50  ft.  above  the  yard,  or 
25  ft.  above  the  highest  structure  in  the  yard,  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

,  Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN*  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 
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meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
and  extending  to  within  18  in.  of  the  curb,  it  is  imprac¬ 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry. 

Rule  88.  HIGH  AND  LOW  WATER  ELECTRIC 
ALARMS.  The  high  and  low  water  electric  alarm  for 
gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  affected  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
in  the  gravity  tank  shall  be  indicated  by  an  approved  device. 

The  audible  signalling  device  for  high  and  low  water 
electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
inches  diameter  of  the  enclosed  type  and  arranged  for  con¬ 
duit  installation,  the  same  to  be  operated  automatically. 
The  control  cabinet  shall  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 
room  where  it  will  be  under  supervision  of  the  person  in 
charge  of  the  standpipe  supply. 

All  wiring  shall  be  installed  in  rigid  conduits  and  the  in¬ 
stallation  shall  be  in  accordance  with  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 
be  approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference : 

1.  Public  utility  electric  light  and  power  systems. 

2.  Independent  electric  generating  plants. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

.  ^  hen  the  system  is  connected  to  a  110  volt  lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shalFbe  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
to  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap¬ 
proved  cabinet  provided  with  a  lock  and  key. 

Rule  89.  DRY  PIPE  VALVE.  A  dry  pipe  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 
water  supply  of  the  standpipe  system  in  such  a  manner 
that  under  normal  conditions  its  piping  system  will  be  main¬ 
tained  dry,  but  in  the  event  of  a  hose  valve  being  opened, 
the  dry  pipe  valve  automatically  releases  the  water  into  the 
standpipe  system. 

In  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable,  dry  pipe 
valves  may  be  installed. 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  standpipe  system  due  to  the  open¬ 
ing  of  a  hose  valve ;  and  Type  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 
an  approved  non-coded  or  coded  closed  circuit  system  oper¬ 
ated  from  the  control  station  at  each  hose  outlet.  Dry  pipe 
valve  shall  be  located  as  near  as  practicable  to  the  standpipe 
system,  in  an  enclosed  place,  protected  from  mechanical  in¬ 
jury  and  freezing. 

When  Type  A  valve  is  installed  the  air  pressure  in  the 
standpipe  system  under  such  dry  pipe  valve  control  shall 
^exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
25  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 

'If^nru^reSSUr^  'n  an^  case-  No*  more  than  16  hose  outlets 
shall  be  supplied  through  one  dry  pipe  valve.  The  air  com¬ 
pressor  shall  have  a  capacity  of  not  less  than  1 1  cu.  ft. 
per  minute,  and  the  air  supply  for  the  pump  shall  be  taken, 
it  possible  from  a  room  containing  dry  air,  or  it  shall  pass 
through  a  drying  chamber  containing  calcium  chloride  in 
orcW  to  avoid  the  introduction  of  moisture  into  the  system. 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  They  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped, 
shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intermediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist : 

1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

2.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

3.  And  the  depth  of  the  setback  exceeds  ten  feet. 

4.  And  the  setback  exceeds  one  hundred  feet  above  grade 
level. 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered  to  con¬ 
form  to  the  provisions  of  these  rules,  except  where  sub¬ 
stantial  additions  or  extension  in  height  or  area  is  made 
to  the  building,  when  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex¬ 
cept  that  all  such  fire  line  systems  shall  have  or  be  provided 
with  the  following : 

1.  Roof  gravity  tank  shall  have  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

2.  The  bottom  of  the  gravity  tank  shall  be  not  less  than 
20  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

4.  House  lines  taken  from  outside  of  tank. 

5.  Tank  properly  heated  and  provided  with  overflow 
line. 

6.  Tank  shall  not  be  fed  through  fire  line. 

7.  Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection. 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank. 

9.  At  least  one  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10.  Hose  valves  and  hose  not  less  than  2/2  inches  in 
good  serviceable  condition.  No  automatic  hose  valves  per¬ 
mitted. 

11.  Wheel  of  hose  valve  within  6  ft.  6  in.  of  stair  land¬ 
ing  or  of  steps  within  2  ft. 

12.  An  open  or  automatic  ball  drip  between  the  Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  Siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser,  or 
secured  to  face  of  building  behind  the  Siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use, 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  o.f  such 
location,  they  shall  be  protected  by  asbestos  covering,  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
rules. 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
years,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2 y2  in. 

A — All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute ;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and.  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve: 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  of  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts,  washers, 
nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face.  Single  clapper  Siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the  inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening. 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 
seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  means 
of  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  Siamese,  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  will 
not  prevent  their  opening  when  the  pressure  on  the  steamer 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis¬ 
continuance  of  flow  into  the  Siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressure 
test  of  500  lbs.  for  30  minutes  under  normal  working 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  on 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protect 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  Siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  Siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  Siamese  connection  in  the 
same  system  with  a  land  end  Siamese  connection,  clapper 
valves  shall  be  omitted  from  the  land  end  Siamese. 

Rule  93a. 

Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  2^-Inch 
Hose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2^-inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 
brass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  cop¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur¬ 
nish  acceptable  corrosion  resistance. 

2.  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  2j4* 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  per  minute. 
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4.  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

.5.  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6.  It  shall  be  possible  to  secure  all  movable  exterior 
parts  of  the  valve  which  affect  the  pressure  adjustment  so 
that  the  adjustment  will  not  be  altered  accidentally  or  by 
tampering  without  giving  evidence  of  the  alteration.  It 
shall  be  possible  to  readily  accomplish  any  desired  adjust¬ 
ment  within  the  range  specified  below  by  the  use  of  a  regu¬ 
lation  Fire  Department  spanner  wrench. 

/•  The  adjustable  means  shall  provide  that  the  waterway 
within  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
inches  in  area  when  in  full-open  position  and  at  least  0.5 
square  inch  when  in  the  fully  reduced  position.  Between 
these  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
pressure,  reduction  shall  be  obtained.  Each  such  position 
shall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
of  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
after  installation  to  show  a  registered  name  or  trade-mark, 
together  with  the  Calendar  Number  assigned  to  it  by  the 
Board  of  Standards  and  Appeals  and  the  registered  symbol 
of  endorsed  approval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  yA  inch  high. 

10.  The  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  Rj  inch  high. 

Not  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals,  the  weight  and  other  general  matter  noted,  and  valves 
certified.  One  of  the  valves  shall  then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  wherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Saving  Clause.  .All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  rescinded. 
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SMOKING  IN  FACTORIES 

Adopted  by  the  Board  of  Standards  and  Appeals,  RULE  2.  PERMISSIBLE  CASES. 


August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance,  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or.  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory,  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


Smoking  may  be  permitted  in  : — 

.  (a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  from  Administrative  Orders 

132-36-A— 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36-A— 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A — 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand- 

117-34-SA — Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA— N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 

Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 


97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easyway  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
,  Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA— Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA— Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone— WOrth  2-0184. 

Office  Hours  for  Public— 9  a.  m.  to  4  p.  m.  Saturdays— 
9  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 

CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Docket. 

Rules  Directory. 

Notice  of  Adjournment. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Approved  Fireline  Ho  se  Valves. 

Oil  Burner  Rules. 

Approved  Burners  for  Domestic  and  Commercial.  Use. 
Approved  Burners  for  Industrial  Use. 

Approved  Fuel  Oil  Pumps. 

Approved  Range  Oil  Burners  and  Space  Heaters. 

Rules  for  Interior  Fire  Alarm  Signal  Systems. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be^  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o'clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  September  21,  1936,  at  2  o’clock. 

1  he  Clerks  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  sdministrative  official  (either  commis- 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  August  26,  1936 
Cal.  No.  Department  Premises  Affected 

247-36-A . F.D - - 27  Park  place;  24-26  Murray 

street  (Block  124,  Lot  12), 
Borough  of  Manhattan. 

1106-L.C. 


248- 36-SA . F.D . Dupont  Oil  Burner. 

Appliance. 

249- 36-BZ . . . . D.B.Bx . 1197  Grand  concourse;  138-148 

East  167th  street,  S.W.  cor. 
(Block  2463,  Lot  46),  Bor¬ 
ough  of  The  Bronx. 

Alt.  495-36. 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . . . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Sept. 

f  uel  Oil  Pumps . Sept. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Sept. 


5, 

1, 

1, 

26, 

L 

L 


1935 —  Vol. 

1936 —  Vol. 


20, 

21, 


1936— Vol.  21, 
1936— Vol.  21, 
1936— Vol. 
1936— Vol. 


21, 

21, 


No. 

No. 

No. 

No. 

No. 

No. 


10 

35 

35 

21 

35 

35 


26,  1935— Vol.  20,  No.  48 

1,  1936— Vol.  21,  No.  35 


ADJOURNMENT 

Notice  is  hereby  given  that  the  next  regular  meeting  of 
the  Board  of  Standards  and  Appeals  will  be  held  on  Tues¬ 
day,  September  15,  1936,  at  10  a.m.,  and  that  the  next 
Clerk’s  Calendar  Call  will  be  held  on  Monday,  September 
14,  1936,  at  2  p.m. 


250-36-BZ . D.B.B . 182-184  Fulton  street;  91 

Orange  street,  N.W.  cor. 
(Block  222,  Lot  17),  Bor¬ 
ough  of  Brooklyn. 

B.N.  8300-36. 


25 1-36- A . B.B . 1796-1808  Broadway;  232-240 

Central  Park  south  ;  235-241 
West  58th  st.  (Block  1030, 
Lot  58),  Borough  of  Man¬ 
hattan.  Alt.  1517-36. 

Drop  Curb  Applic.  10-36. 


252-36-BZ . D.B.B . 60-62  Bayard  street;  S.S.  Bay¬ 

ard  street,  75  ft.  east  of 
Lorimer  street  (Block  2722, 
Lot  8),  Borough  of  Brook¬ 
lyn.  Applic.  12408-36. 


CODE 


D.B _ 

H.D. .  . . 
D.B.B.. 
D.B.M., 
D.B.Q.. 
D.B.R.. 
D.B.Bx, 
T.H.D.. 
B.B. . . . 


. Department  of  Buildings 

. Health  Department 

...Department  of  Buildings,  Brooklyn 
.Department  of  Buildings,  Manhattan 

. Department  of  Buildings,  Queens 

...Department  of  Buildings,  Richmond 

. Department  Of  Buildings,  Bronx 

. Tenement  House  Department 

. Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ...  Aug. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules .  Mar. 

Concrete  Rules  (Hydrated  Lime)... Aug. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors)  ...*.!  Jan. 

Factory  Exit  Rules . Tune 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . juiy 

Fire  Retarding  Rules  for  Garages, 

etc .  J  une 

Fireproof  Wood,  Testing  of . . . ! ! !  i  Apr. 
frame  Garages,  Ruling  for  Tan 

Gas  Shut-Off  Rules . .  Anr 

Hatchway  Protection  . June 

Oil  Burner  Rules .  "'Sent 

P“nLVffih..“.d.  L“"“«"sVriV-NoP ' 

Kb™*  fteljul. 

Procedure,  Rules  of. .  *  *.  1 1 1 1 1  * - Feb 

Smokfnl3-'"  p  SySt?ms’  Extrac<  C.O.Tuly 
ipHnkler1RuIes*<!^lff’  ^u*es  Aug. 

Standpipe  Firelin’e’  Rules . \ ™ 

: :  j£e 

ank  Trucks,  Gasoline,  etc . juiy 

Wire  Glass  Rules  (Amendment  toJ 
Rule  505  of  Industrial  Code).. Apr. 


11,  1936— Vol.  21,  No.  32 

2,  1932— Vol.  17,  No.  31 

10,  1936— Vol.  21,  No.  10 

11,  1936— Vol.  21,  No.  32 

3,  1936— Vol.  21,  No.  9 

I,  1935— Vol.  20,  No.  1 

4,  1935— Vol.  20,  No.  23 
1,  1936— Vol.  21,  No.  35 

14,  1936— Vol.  21,  No.  28 

16,  1936— Vol.  21,  No.  24 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 
1,  1936— Vol.  21,  No.  35 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 

II,  1936— Vol.  21,  No.  32 
25,  1936— Vol.  21,  No.  8 
14,  1936— Vol.  21,  No.  28 
25,  1936— Vol.  21,  No.  34 
18,  1936— Vol.  21,  No.  33 
25,  1936— Vol.  21,  No.  34 

7,  1932— Vol.  17,  No.  23 
28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


CALL  OF  CLERK  S  CALENDAR 
MONDAY,  SEPTEMBER  14,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

192-36-BZ. 

APPLICANT- — Kaye,  Scholer,  Fierman  and  Hays,  for 
The  Marguerite  Corporation,  owner. 

PREMISES — 801  Bartholdi  street,  northeast  corner  of 
Barnes  avenue  (Block  No.  4633,  Lot  No.  11),  Bor¬ 
ough  of  The  Bronx. 

APPLICATION,  under  sections  7a  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  P  ERMIT  in  a  residence  use  district  the  extension  of 
an  existing  factory  building. 


45-36-BZ. 

APPLICANT — 1012  Corporation,  owner. 

PREMISES — 1992-2016  Eastern  Parkway  Extension  and 
1924-1938  Broadway,  southwest  corner  (Block  No. 
1540,  Lot  No.  70),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

279-35-BZ. 

APPLICANT — James  Felton  and  Joseph  Felton,  for 
Abring  Realty  Corporation,  owner. 

PREMISES — 79-41  Central  avenue  (Cooper  avenue), 
north  side,  56.15  ft.  east  of  Graeme  avenue  (Block 
No.  2711,  Lot  No.  56),  Middle  Village,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  junk  yard 
(auto  wrecking)  ;  (previously  dismissed  for  lack 
of  prosecution ;  reopened  and  restored  to  calendar 
July  10,  1936). 

151-36-BZ. 

APPLICANT — Felix  J.  Wasselle,  for  Yosefa  Skowrunski, 
owner. 

PREMISES — 439  Vermont  street,  east  side,  180  ft.  north 
of  Blake  avenue  (Block  No.  3774,  Lot  No.  10), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  residence  building 
to  business  use  (store). 


SEPTEMBER  15,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 


CALENDAR 


of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  1305-25-BZ — Application  of  Henry  J.  Nurick,  ap¬ 
plicant,  on  behalf  of  Love  Lane  Auto¬ 
motive  Corporation,  owner,  reopened 
February  18,  1936,  under  sections  7a 
and  7e  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
alteration  and  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles  (existing  garage  granted  by 
the  Board)  ;  premises  42-50  Love  Lane 
and  1-9  College  place,  northwest  cor¬ 
ner  (Block  No.  236,  Lot  No.  71),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  212-35-BZ — Application  of  Samuel  Gardstein,  ap¬ 
plicant,  on  behalf  of  Edwin  J.  Long, 
owner,  reopened  April  28,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  occupancy  of  a  plot  for  sale 
and  display  (parking  and  storage)  of 
more  than  five  (5)  new  and  used  mo¬ 
tor  vehicles  for  a  temporary  period  of 
two  (2)  years;  premises  6501-6507 
Fort  Hamilton  parkway  and  948-960 
65th  street,  southeast  corner  (Block 
No.  5750,  Lot  No.  42),  Borough  of 
Brooklyn. 

cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420.  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  15,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

197- 36- A — 2171  White  Plains  avenue,  west  side,  100  ft. 

north  of  Lydig  avenue  (Block  No.  4317,  Lot 
No.  56),  Borough  of  The  Bronx. 

198- 36-A — 4498  Park  avenue  and  449  East  182nd  street, 

northwest  corner  (Block  No.  3038,  Lot  No.  1), 
Borough  of  The  Bronx. 

209-36-A — 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 


Appliances  Submitted  for  Approval 

216-36-SA — Orco-Richfield  Oil  Burner,  Model  A-l. 

219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

224-36-SA — Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Types),  Models  1P61,  1P62,  1P91 
and  1P92. 

227-36-SA — Ventalarm  for  Fuel  Oil,  Type  L. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  15,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  169-20-BZ — Application  of  Thomas  A.  Grady, 
applicant,  on  behalf  of  Clark  and  Com¬ 
pany,  owner,  reopened  July  14,  1936, 
for  consideration  of  an  amendment  to 
the  resolution  of  October  29,  1935,  as 
to  the  conditions  imposed  therein — re 
Application,  granted  on  condition,  un¬ 
der  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  (in  lieu 
of  a  garage  for  more  than  five  (5) 
motor  vehicles  previously  granted  by 
the  board)  for  a  temporary  period  of 
ten  (10)  years;  premises  1617-1627 
Neptune  avenue  and  3127-3131  Cropsey 
avenue,  northeast  corner  (Block  No. 
6995,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  21,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

111-36-BZ. 

APPLICANT — Guerino  Salerni,  for  1776  Park  Avenue 
Corporation,  owner. 

PREMISES- — 76  East  123rd  street  and  1768-1778  Park  ave¬ 
nue,  southwest  corner  (Block  No.  1748,  Lot  No. 
21),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 
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145-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Katherine  Eck- 
hardt,  owner. 

PREMISES— 379  East  Gun  Hill  road  and  3501  Webster 
avenue,  northwest  corner  (Block  No.  3356,  Lot  No. 
220),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  22,  1936,  2  P.  M. 

Building  Zone  Application 


189-36-BZ. 

APPLICANT — William  Richter,  for  Solo  Linder,  owner. 

PREMISES — 72 2  Banner  avenue,  3364-3374  Guider  avenue., 
southwest  corner  and  2994  Coney  Island  avenue, 
southwest  corner  of  Guider  avenue  (Block  No. 
7264,  Lot  No.  49),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district,  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station,  showroom, 
automobile  laundry,  brake  testing  station  and  office. 


SEPTEMBER  22,  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  22,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  22,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 

cal.  no.  42-36-BZ — Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant ;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  28,  1936,  AT  2  P.  M. 


cal.  no.  99-36-BZ — Application,  April  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Peter  Dinnella,  owner,  to 
permit  in  a  residence  use  and  also, 
partly  in  an  “F”  area  and  partly  in  a 
“C”  area  district,  the  erection  and 
maintenance  of  a  multiple  dwelling  not 
conforming  with  “F”  area  require¬ 
ments;  premises  84-14  Forest  parkway 
(83rd  street),  west  side,  91.60  ft.  south 
of  Park  lane  south  (Block  No.  12,  Lot 
Nos.  288,  325  and  327),  Forest  Hills, 
Borough  of  Queens. 

cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 


Building  Zone  Cases 

115-36-BZ. 

APPLICANT — Gustave  Goldman,  for  George  Beaudry, 
owner. 

PREMISES— 5283-5291  Kings  Highway,  east  side,  60  ft. 
9  in.  north  of  Preston  Court  (Block  No.  7949, 
Lot  No.  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  use  of  a  plot  of 
ground  for  parking  more  than  five  (5)  motor  ve¬ 
hicles  and,  also,  automobile  wrecking. 

194-36-BZ. 

APPLICANT — Jacob  Lustig,  for  Department  of  Hospitals, 
City  of  New  York,  owner. 

PREMISES — 451  Clarkson  avenue  and  south  side  of  Win- 
throp  street,  between  New  York  avenue  and  Al¬ 
bany  avenue  (Block  No.  4829,  Lot  No.  1)  ;  (Kings 
County  Hospital),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7 a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district,  as  an  accessory 
to  a  hospital,  the  alteration  and  extension  of  a 
former  stable  for  ambulances  (now  occupied  as  a 
garage),  so  as  to  accommodate  thirty-five  (35) 
motor  vehicles  (including  ambulances). 


cal.  no.  100-36-BZ — Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 


SEPTEMBER  29,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Sep¬ 
tember  29,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 
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cal.  no.  8-36-BZ— Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of'Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018,  Lot 
No.  1),  Jamaica,  Borough  of  Queens. 

cal.  no.  282-27-BZ — Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Lehigh  Garage  and 
Gas  Station,  Inc.,  lessee  (long  term 
lease),  reopened  July  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  an  existing 
garage  and  gasoline  service  station 
(previously  granted  by  the  board),  by 
the  removal  of  partitions  and  the  in¬ 
corporation  of  the  existing  store  sec¬ 
tion  as  part  of  the  garage,  premises 
200-208  East  111th  street  and  2013- 
2025  Third  avenue,  southeast  corner 
(Block  No.  1660,  Lot  No.  45),  Bor¬ 
ough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  16,  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning ,  October 
16,  1936,  at  10  o  clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  .business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 

FORMS  FOR  NOTICES 

TO  PROPERTY  OWNERS 

,  Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 

such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each- — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 

MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 

Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 

BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 

ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c 

APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 

'airbanks  Company  .  81-20-SA 

Val worth  Company  .  899-27-SA 

)•  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1407-27-SA 

Toker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

,ernk'ns  Brothers  .  779-28-SA 

V.  D  Allen  Mfg.  Co .  890-28-SA 

onn  Simmons  Co .  209-29-SA 

'r.il?ne11  . 651-30-SA 

*lkhart  .  14-31 -SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  standpipe  systems 

New  York  Brass  Foundry  Co.  (Stillbech) . . .  53-21-SA 


Walworth  Company  .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  1S-31-SA 
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OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931 ;  May  12,  1931;  November  24, 

1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charier  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED :  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen- 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS— Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE;  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 

convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED  :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (-162' ) 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
{Vi")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (}4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (3/6)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  {VO  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  04)  inch 
thick. 

N0te — All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND— An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL :  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT:  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION  :  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 
PERMIT :  Shall  mean  permit  for  storage  of  oil. 
PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2*4)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED:  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE :  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK:  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades  : 


Range 

Oil 

SP. 

Gr. 

(A.P.I.) 

40-44 

No.  1  Fuel  Oil 

a 

it 

il 

36-40 

No.  2 

tt  ti 

tt 

ti 

ti 

32-36 

No.  3 

it  tt 

a 

it 

tt 

28-32 

No.  4 

it  (i 

a 

it 

it 

24°  + 

No.  5 

it  it 

tt 

ii 

tt 

18°  + 

No.  6 

tt  tt 

tt 

it 

tt 

10°  + 

(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lops’  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  excent 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  tank  steel.  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
Irorn  rust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less— %.  in.  shell,  JA  in. 
heads. 

tanks  37  to  72  in.  in  diameter — %  in.  shell,  5/16  in 
heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  V%  in 

heads. 

Tanks  over  120  inches  in  diameter  to  be  of  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de- 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  Y  in.  in  diameter  rivets  2 in.  oitch. 

.  shell  5/16  in.  thick,  Y  in  diameter  rivets  2$4  in 
pitch. 

In  shell  in.  thick,  Y  in.  diameter  rivets  2l/2  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All.  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  Y  of  an  inch  in  diameter 
and  spaced  not  more  than  2TA  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
( 9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  tbe  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re- 
-quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 


(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 


(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 


(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  (24")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100°  F.  shall  have, 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  J4  inch  and  the  minimum  thickness  of  roof  plates 

inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula: 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5.  section  1 ;  paragraph  (f)  change  to  (e). 


Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  npt  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

.(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  .than,  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


Section  3.  Outside  of  Buildings,  Above  Ground. 

(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1^4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 

If  distant  25  feet  from  line  of  adjoining 

property  which  may  be  built  upon  16,000  gallons 

If  distant  30  feet  .  24,000 

If  distant  40  feet  .  36,000 

If  distant  50  feet  .  48,000 

If  distant  60  feet  .  60,000 

If  distant  75  feet  .  96,000 

If  distanct  85  feet,  or  more .  100,000 

(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1^)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4f)  high  but  in  no  case  higher  than  one-fourth 
(/4)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1*4)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  I  nstallation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubmg  properly  marked  and  duly  approved,  may  be  used. 
-Flexible  metal  tubing  when  used  for  conveying  oil  shall  be 
adequately  protected.  Soldered  connections  are  prohibited, 
i  ubing  shall  be  submitted  for  approval. 

.  (c.)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (1*4)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shall  be  returned  to  storage  tank  or  to  the  supply  line, 
there  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  .An  open  vent  of  iron  or  steel,  without  trap, 
and  diainmg  to  the  tank,  shall  be  provided  for  each  stor- 
age  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 
through  the  top  of  the  storage  tank  more  than  one  inch 

(*  ,Cross  connection  between  vent  pipe  and  fill  pine  is 
prohibited. 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

.  (c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  (lji")  in  diameter  for  storage  tanks  up  to  1,100 
gallons  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
V*  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 
hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  (S’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
vl?ihle  from  the  fill  pipe  terminal  location,  a  one-inch 
(1  )  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 


1021 


RULES 


Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fi 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  0llP^0<?.f ,  gasket-,1^1j 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  Provide 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  /£  in c 
mesh  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  ol1  Pg® 
shall  be  provided  with  a  left-handed  thread  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  m  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (te 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

when  a  scavening  line  is  installed  it  shall  terminate  out¬ 
sit  of  the  building  and  shall  be  capped  oil  tight  when  not 

in  use. 

Rule  8.  Valves  and  Control  cf  Oil  Flow. 

fat  Each  supply  line  from  storage  tanks  of  two  hun- 
(a7  Jiacn  suyyiy  *  „.„ilnns>  capacity  and  from 

an  approved  constant  level  device.  , 

("bt  Each  supply  line  for  storage  tanks  of  more  than 

m  suyy  y  *  ,  p  j„\  having  a  viscosity  of  one  hun- 

mercial  Standard  Grade;  navmg  a  j  hundred 

dred  (100)  seconds  or  more  saybo  t  Furol  at  one  huna 
and  twenty-two  degrees  Fahrenheit  (122  E)  is  used, 
anti-syphon  device  shall  not  be  required.  .  , 

fct  Except  as  may  be  modified  in  specific  instances  by 
the<CLa^dCoP£  Standards  and  Appeals,  c 1  -m  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons  ca 
nacitv  or  more  mav  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 

following  provisions:  ....  .  <•  _ 

1  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fi  y 
feet  (50')  above  the  street  level.  Only  one  ol1  dellv~ 
ery  line  shall  be  installed  for  each  floor. 

3  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the'  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (JU) 
pounds  per  square  inch.  With  each  automatic  bur 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 

functions : 

Temperature  control 
Ignition  “ 

Stack  or 
Combustion 
Pressure 
Gravity 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  tne 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 

°  .  1  •  1  11  J  _  f _ J  1  .  knfmoon  fonlr 

__  - _ _  A  ^  4-  /-V  1 


and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules,  for 
approved  combination  burner  and  storage  container  devices 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 


Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 


Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 

capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as.  in  this 
section  required,  shall  be  certified  to  by  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows  : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  od  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 
for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
i  educed  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
a  ong  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
u  ceihn?  w?,th  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  Ihe  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2  )  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

.(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 

rfNrvi"*3’  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
StrOVTe/S//  °r  uny  such  heating  devices  protected  by  a  shield 

.  asubest°s  or  equivalent  extending  at  least  twelve 
(12  )  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand 
the  pails  to  have  rounded  bottom. 


Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  .Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil— 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 

^  1  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the.  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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APPROVED  APPLIANCES 


Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner  Calendar  No. 

A.  B.  C.  Oil  Burner . . . 

A.  B.  C.  Oil  Burner,  Type  H . 

Ace  Rotary  Oil  Burner . 47-oo-bA 

Acme  Oil  Burner,  Models  BO-1  and  BO-2..  132-34-SA 

Aetna  Automatic  Oil  Burner .  1 547-23- -S. A 

Air-Blast  Oil  Burner . ?a’ca 

Airtemp  Oil  Burner,  Model  B-6.. - •  -  -  oo'oh  ca 

Airtemp  Oil  Burner,  Models  D,  F  and  G -  onooAC  a 

Alladin  Oil  Burner .  A-coo  ca 

Alexander  Oil  Burner .  ioTTica 

Alida  Oil  Burner . •  . . . .  124-34-SA 

American  Blue  Flame  and  Sun  Blame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 

92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 

4562,  4563,  4573,  4578,  4588,  4688,  4678, 

4668,  4666,  4683,  4663,  4653,  4673,  4674, 

4664,  4612,  4618,  4628  and  4638 .  298-33-SA 

Aristocrat  Oil  Burner .  7™^  c a 

Associated  Oil  Burner  .  STmca 

Auto  Heat  Oil  Burner.. . . .  SHi  qa 

Autocrat  Oil  Burner,  Model  B-l . . . .........  297-31-S  A 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-54-bA 


Baker  Automatic  House  Heating  Burner.... 

Baker  Oil  Burner,  Model  L,  Gun  Type...... 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD . 

Ballard  Baby  Grand  Oil  Burner . 

Ballard  Super  Domestic  Oil  Burner . 

Bayard  Domestic  Fuel  Oil  Burner . 

Berggren  Oil  Burner . •••••• . 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D, 


F  and  G  . 

Bettendorf  High  Pressure  Oil  Burner . 

Bettendorf  Oil  Burner . 

Bettendorf  Oil  Burner,  Model  H.B....  - 

Bock  Oil  Burner,  Models  A,  B,  C  and  D.... 
Bock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 


6  and  WH-8 . 

Braden  Automatic  Fuel  Oil  Burner . 

Branford  Oil  Burner . 

Branford  Oil  Burner,  Model  “A” . 

Brighton  Oil  Burner . . 

Bullet  Automatic  Oil  Burners,  Models  A  and 


B 


1323-22-SA 

404-29-SA 

329-35-SA 
447-32- S A 
939-24-SA 
1184-22-SA 
764-26-SA 
485-32-SA 

88-34-SA 

479-31-SA 

731-28-SA 

498-32-SA 

123-31-SA 

102-34-SA 
322-30- S A 
36-31-SA 
461-32-SA 
372-33-SA 

195-33-SA 


Caloroil  Burner,  Type  AA . . . 

Camel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S . 

Carboradiant  Oil  Burner,  Models  V  &  VS... 

Carboradiant  Oil  Burner,  Model  VSS . 

Carborundum  Burner  . 

Carter-Korth  Oil  Burner,  Model  “P” . 

Carter-Korth  Oil  Burner  . 

Carter  Oil  Burner,  Models  4X  and  5X . 

Ceco  Oil  Burner  . 

Central  Oil  Burner,  Models  4-X  and  5-X.... 

Centurv  Oil  Burner  . ••••••• 

Challenger  Kleen  Heat  Burner,  Series  No.  100 

Challenger  Oil  Burner,  Model  “A” . 

Chalmers-Ace  (Rotary)  Oil  Burner . . 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  . 

Citro  Oil  Burner,  Models  A  and  B . 

Commonwealth  Automatic  Oil  Burner . 

Concord  Burner  . 

Continential  Oil  Burner,  Models  A,  B  and  C. . 

Cook’s  Automatic  Oil  Burner . 

Cope-Swift  Safety  Automatic  Oil  Burner - 

Craftsman  Oil  Burner  . 

Crescent  Oil  Burner . 


1361-24-SA 

229-32-SA 
16-31-SA 
49-32-SA 
571-29-SA 
389-32-SA 
54-30- S  A 
117-34-SA 
354-35-SA 
117-34-SA 
157-28-SA 
813-28-SA 
86-34- S  A 
47-35-SA 


608-32-SA 
86-36-SA 
348-28-SA 
108-35-SA 
146-31-SA 
955-27-SA 
354-31-SA 
222-35- S  A 
222-29-SA 


Name  of  Burner  Calendar  No. 

Crescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Crown  Oil  Burner,  Type  XA .  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 


Dahl  Vaporizing  Oil  Burner 

D’Elia  Oil  Burner . 

Delco  Heat  Oil  Burner . 

DeWalt  Oil  Burner . 

Diesel  Oil  Burner  . 

Dist-o-matic  Oil  Burner - 

Doe  Oil  Burner . 

Doherty  Oil  Burner . 

Draft-Rite  Oil  Burner  . 


915-26-SA 

155-31-SA 

420-31-SA 

541-31-SA 

354-35-SA 

663-28-SA 

317-31-SA 

943-26-SA' 

178-35-SA 


Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C  .  600-31-SA 

Economy  Oil  Burner,  Type  A-l .  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-SA 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-SA 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C,  EA  and  TCV .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

Empire  Oil  Burner .  222-35-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 .  225-32-SA 

Espo  Oil  Gas  Burner .  1431-23-SA 

Evenheet  Oil  Burner .  5o4-32-SA 

Everedy  Oil  Burner .  102-33-SA 


Fairfield  Oil  Burner . 

Faultless  Oil  Burner . 

Fine-Glo  Oil  Burner . •  •• 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 

Model  T-2  . 

Fluid  Heat  Domestic  Oil  Burner,  Type  O... 
Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P 

Fluid  Heat  Oil  Burner . 

Forsdraft  Oil  Burner . 

Foster  Oil  Burner . 

Franklin  Domestic  Oil  Burner . 

Freeport-Silent  Service  Oil  Burner,  Models  5, 

10  and  30 . 

Fuelo  Oil  Burner . 


584-31-SA 

493-24-SA 

178-35-SA 

125-36-SA 
1 094-27- S  A 
134-35-SA 
361-32-SA 
41-34-SA 
715-26-SA 
560-26-SA 


97-33-SA 
47-30- S A 


Gar  Wood  Oil  Burner . 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500 
General  Automatic  Oil  Burner,  Model  A.... 

General  Electric  Fuel  Oil  Burner . 

General  Electric  Oil  Burner,  Type  DA-2 - 

Ghapco  Steam  Generator  . 

Gilbarco  Industrial  Burner . 

Gilbert  &  Barker  Flexible  Flame  Burner .... 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner . 

Gilbert  &  Barker  Oil  Burner,  Model  S-l - 

Gill  Oil  Burner . 

Gold  Star  Oil  Burner,  Models  F  and  6 . 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . ;••••. . . 

Goodspeed  Automatic  Oil  Burner . 

Goodspeed  Oil  Burner,  Nozzle  Type  2 . 

Gould  Automatic  Oil  Burner . 

Grant  Oil  Burner . 

Grant  Oil  Burner,  Model  “C” . 


373-30-SA 
481-32-SA 
60-36-SA 
434-32-SA 
228-33-SA 
348-3 1-S  A 
350-32-SA 
109-31-SA 

520-31-SA 

282-33-SA 

1231-23-SA 

166-33-SA 

441 -31 -S A 
957-27-SA 
346-33-SA 
178-35-SA 
382-26-SA 
232-32- S A 


Hardinge  Oil  Burner .  813-25-SA 

Hardinge  Oil  Burner,  Model  23..... .  33-33-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Automatic  Oil  Burner . •  •  1162-24-SA 

Hart  Automatic  Oil  Burner,  Model  Series 

»DO”  .  595-29-SA 
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APPROVED  APPLIANCES 


Name  of  Burner 

Hart  Oil  Burner,  Model  “H” . 

Hayward  Oil  Burner . * ]  ] 

Hayward  Oil  Burner,  Model  2000....!!.'.'!.! 

Heat  King  Oil  Burner,  Model  2 . 

Heat-O-Matic  Oil  Burner . 

Heatiator  Oil  Burner . ]] 

Heil  Combustion  Fuel  Oil  Burner . 

Heil  Combustion  Fuel  Oil  Burner,  Type  B 

Herco  Oil  Burner,  Models  R15  and  R35 . 

Hercules  Oil  Burner . 

Hercules  Oil  Burner,  Models  H  and  HF.  .7 
Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  . 

Herman  NeRon  Conversion  Oil  Burner... 
Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2 
Hofmann  Automatic  Fuel  Oil  Burner,  Model 

41  . . 

Holby  Type  A  Fuel  Oil  Burner . 

Holland  Type  “F”  Oil  Burner . 

Homer  Domestic  Oil  Burner . 

Homestead  Oil  Burner,  Model  E . ]]]] 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP.] 


Calendar  No. 
221-33-SA 
696-30-SA 
118-35-SA 
98-35-SA 
178-35-SA 
1346-23-SA 
1105-22-SA 
295-29-SA 
21-36-SA 
510-29-SA 
309-33-S A 

486-32- S A 
1 44-36- S  A 

11-36-SA 

274-3S-SA 

688-29-SA 

237-34-SA 

1211-25-SA 

176-36-SA 

10-34-SA 


Improved  Kres-Kno  Oil  Burner  and  Model 


TfMDnv.”' .  S91-29-SA 

Inrerno  Oil  Burner .  82-33-SA. 

International  Mechanical  Draft  Oil  Burner..  372-30-SA 

International  Oil  Burner .  1305-24-SA 

Jacobsen  Balanced  Oil  Burner,  (Model  V-l)  333-33-SA 
Johnson  Improved  Rotary  Fuel  Oil  Burner..  938-22-SX 

Joyce  Oil  Burner .  852-26-S  A 


K.  F.  C.  Oil  Burner . 

Kaytown  Quiet  Automatic  Oil  Burner*  Models 

A,  B  and  C . . 

Ivelco  Oil  Burner . 

Kelvinator  Oil  Burner . .' . ] ]]]]]]]’ 

Kelvinator  Oil  Burner,  Model  K.\ !!. . 

KeWaNee  Oil  Burner,  Model  “C” . ]]]]] 

Kmgsway  Century  Oil  Burner,  Models  F  and 

G . 

Kleen  Heet  Oil  Burner . ]]]]]]]]]] 

Kleen  Heet  Oil  Burner,  Type  902....]!."."!!] 
Kleen  Heet  Oil  Burner,  Type  R.... 

Korth  Oil  Burner,  Models  G  and  S. 

Kreager  Oil  Burner . 

Kres-Kno  Oil  Burner . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 


846-25-SA 

146-31-SA 

237-33-SA 

339-31-SA 

105-34-SA 

518-32-SA 


369-33-SA 
62-24- S  A 
99-35-SA 
49-33-SA 
136-34-SA 
367-30-SA 
443-28-SA 

3S4-34-SA 


Name  of  Burner 

Mayfield  Oil  Burner . 

Mayflower  Oil  Burner . !!!!!!!!!! 

Mcllvane  Oil  Burner . !!!!!!!!!!! 

Melco  Automatic  Oil  Burner,  Type  ‘‘A”!!!!] 

Merco  Oil  Burner . 

Metered  Heat  Oil  Burner,  Model’ G. 
Metro-Pressure  Oil  Burner,  Models  A,  B  and 

Micron  Oil  Burner . 

Midget  Oil  Burner . !!!!!!!!!!! 

Midget  Pressing  Machine  Oil  Burner . ]" 

Mid-West  Oil  Burner,  Models  106,  108,  ”208 

211,  311  and  114 . ’ 

Mohawk  Oil  Burner,  Models  A  and  H .' 

Monitor  Oil  Burner . 

Morrissey  Oil  Burner . ]]]]] . 

Morrissey  Oil  Burner,  Models  MA-2,’MA-3 
MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1....’ 
Morse  Conical  Type  Steam  Atomizing  Burner 
Morse  ban  1  ail  1  ype  Steam  Atomizing  Burner 

Morse  Fuel  Oil  Burner . 

Moto-Heat  Oil  Burner. . . . 


Motorless  Oilheat  Burner,  Models  7,  9  H  13 

and  15  . 

Mousette  Oil  Burner . 


Calendar  No. 
568-3 1-S  A 
1 24-29- S  A 
544-29-SA 
1032-25-SA 
637-29-SA 
136-34-SA 

146-31-SA 

345-34-SA 

155-34-SA 

122-35-SA 

327-3 1-S  A 
110-36-SA 
202-34-SA 
673-27-SA 

359-33-SA 

938- 25-SA 

939- 25-SA 
820-23-SA 
195-32-SA 

628-23-SA 

887-25-SA 


Nairoil  Oil  Burner,  Type  R,  Model  E . 

National  Airoil  High  Pressure  Burner . 

National  Airoil  Low  Pressure  Burner 
National  Airoil  Type  D-R  Rotary  Oil  Burner 

National  Barley  Rotary  Oil  Burner . 

National  Clark  Rotary  Oil  Burner . 

National  Devices  Oil' Burner . 

National  Oil  Burner,  Model  E-J . ]]]]]]] 

National  Rotary  Oil  Burner . 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D 

New  Perfection  Oil  Burner,  Type  “C” . 

New  Process  Oil  Burner . ]]]] 

Nichols-McCann-Harrison  Burners 
Noiseless  Nolcol  Model  G  Oil  Burner.’.’!!!.’! 
Noiseless  Nolcol  Rotary  Oil  Burner,  Model  R 

Rokol  Automatic  Burner . 

Norge  Oil  Burner  Models  N8,  N18  and  N28.’ 
Nu-Way  Oil  Burner . 


13-35-SA 

185- 29-SA 

186- 29-SA 
548-3 1-S  A 
197-33-SA 
197-33-SA 
184-36-SA 
360-34-SA 
836-25-SA 
226-33-SA 
518-29-SA 

1071-27-SA 
255-31-SA 
801-28-SA 
584-28-SA 
1 078-24- S A 
226-34-SA 
773-26-SA 


Oilbuilt  Burner  . 

Oliver  Oil  Gas  Burner,  No.  ”30-A 

Oronoque  Oil  Burner . 

Orr  Fuel  Oil  Burner . 


85-33-SA 

1359-24-SA 

394-30-SA 

113-26-SA 


Laco  Oil  Burner,  Model  NL . 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D.! 

Lange  Economical  Oil  Burner . ] 

Lawrence  May  Oil  Burner . 

Leader  Oil  Burner . 

Lei  man  Brothers  Fuel  Oil  Burner . ]] 

Liberty  Automatic  Heater . >, _ 

Liberty  Pressure  Oil  Burner . !.’.’.’.’.’].! 

Lochinvar  Oil  Burning  Unit . 

Lonergan  Automatic  Oil  Burner . 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3!  ! 


M  W  Domestic  Oil  Burners,  Models  Nos 

w  3  l6’  6S-  66’  307 ’  308,  309,  400  and  800. . 

M.  W.  Emancipator  Oil  Burner . 

M-  S  0il  Burning  Water  Heater . ! 

M.  W.  Water  Heater,  Model  20-D . 

Magna  Fuel  Oil  Burner . 

Majestic  Oil  Burner . 

Marr  Oil  Burner,  Model  H,  Type’  r!  !'.'."  ” 
Master  Fuel  Oil  Burner.... 

Master-Kraft  Oil  Burner . !!!!! 

May  Oil  Burner . 

May  Oil  Burner,  Type  BB  ’. ! !  ]  ]  ]  ]  ]  ]]]]]]  ]  ]  ]  ] 


670-30-SA 
226-33-SA 
355-33-SA 
1 034-27- S A 
425-3 1-S  A 
314-30-SA 
129-28-SA 
75-34-SA 
142-36-SA 
208-33-SA 
166-34-SA 


341-32-SA 
102-33-SA 
737-29-SA 
365-34-SA 
197-33-SA 
693-30-SA 
765-26-SA 
350-32-SA 
83-33-SA 
68-24- S  A 
46-34-SA 


Pacific  Oil  Burner . 

Packard  Fuel  Oil  Burner . .  .  .  .  .  . . 

Paragon  Oil  Burner,  Models  R-15  an’d”R-35.’! 

Paramount  Oil  Burner . 

Paramount  Oil  Burner,  Model’  A.’ .’ .’ .’].’] 
Pascoe  Oil  Burner . 


Penn  Rotary  Oil  Burner . !!!.'.’!!!!! 

Peoples  Silent  Oil  Burner,  Models  6’an’d”d" 

Perfect  Automatic  Oil  Burner,  Models  DL-7 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 . ’ 

Perfect  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  . 

Perfect-Pantex  Oil  Burner . !!!!!!!!!!!! 

Petro  Domestic  Burner . 

Petro  Model  T  Oil  Burner . ]]]]]]]]] 

Petro  Model  W  Oil  Burner _ !!.’!!!.’!!!!!] 

Petro  Burner,  Model  O . !.’!!!!!!!!! 

Petro  Burner,  Model  P-2 . .’!!!! . 

Petro  Oil  Burner,  Model  W-2. !.’.*.’.'!!!!]]] ] 
Petro  Oil  Burner,  Models  W-l  and  W-l V2 
Petro  Oil  Burner,  Models  D-10,  D-ll  D-12 

D-13,  D-14  and  D-15 . 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH . 

Pioneer  Automatic  Oil  Burner..'. 


343-35-SA 

77- 34-SA 
21-36-SA 

1193-25-SA 

617-30-SA 

1029-26-SA 

236-35-SA 

313-35-SA 

264-35-SA 

112-36-SA 

271-33-SA 

161-26-SA 

451- 31-SA 

452- 31-SA 

78- 28- S  A 
735-30-SA 

244- 33- S  A 

245- 33-SA 

40-31-SA 


614-32-SA 

1259-27-SA 
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Name  of  Burner  Calendar  No. 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  O .  Z55-35-bA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner . Z94-34-bA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

an(i  q  . . .  600-3 1-b  A 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  . : . ;•••• .  411-32-SA 

Progressive  Press  Machine  Oil  Burner,  „ 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

T3  A  21-36-bA 

Pyrolene  Oil  Burner .  184-36-SA 


Quiet  Ballard  Automatic  Oil  Burner 
Quiet  Heet  Oil  Burner . 


660-30-SA 

49-36-S'A 


Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 . 

Ray  field  Oil  Burner . 

Real  Host  Oil  Burner . 

Re-Ly-On  Oil  Burner . . . 

Remington  Domestic  Oil  Burner,  Type  B - 

Remington  Oil  Burner . •  •  •  •  •  • 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  . 

Reynolds  Oil  Burner,  Model  GC . 

Richfield  Oil  Burner,  Pressure  Gun  Type.... 

Richmond  Gravity  Fuel  Oil  Burner . 

Rickard  Oil  Burner . 

Rotoflame  Gem  Oil  Burner . .*•••• 

Ryan  &  Scully  Commercial  and  Domestic  Oil 
Burner  . . 


504-23-SA 

368-34- S  A 
504-26- S  A 
38-34-SA 
745-26- S  A 
532-31-SA 
891-26-SA 

667-28- S A 
266-34-SA 
73-36-SA 
1 193 -22- S  A 
1011-27-SA 
187-33-SA 

304-32- S  A 


Calendar  No. 


Name  of  Burner 
Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U. . .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner . 1 . 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G . .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25- SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 


Tabor  Automatic  Oil  Heater,  Type  “D” . 

Thompson-Gould  Oil  Burner  . 

Thoroburn  Oil  Burner,  Model  A-1-16-G . 

Timken  Oil  Burner,  Model  20 . . 

Timken  Rotary  Oil  Burner . 

Timken  Silent  Automatic  Heater  (Water 
Heater  Unit)  Models  40-A  and  50-B.... 
Timken  Silent  Automatic  Oil  Burner,  Model  G 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press 
Todd  Rotary  Burner,  Models  A,  B  and  C... 

Todd  Spiro  Oil  Burner . 

Todd  Spiro  Burner  (pump  type) . 

Toridheet  Oil  Burner  . 

Toridheet  Oil  Burner,  Model  G . 

Tri-Aire  Oil  Burner,  Model  C-3 . _. 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  . 

Tropic  Heat  Oil  Burner,  Model  G . 

Twin  City-on-the-Door  Oil  Burner . 


778-28-SA 

178-35-SA 

269-33-SA 

287-28-SA 

297-29-SA 


121-35-SA 
266-34-SA 
177-35-SA 
454-25-SA 
470-31-SA 
94-32-SA 
63-28-SA 
\  17-35-SA 
188-36-SA 


667-28-SA 

136-34-SA 

129-27-SA 


S.  &  K.  Mechanical  Fuel  Oil  Burner . 

S  &  K  Wide  Range  Fuel  Oil  Burner . 

S-K  Oil  Burner,  Models  F  and  G . 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  . 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  . 

S.  T.  Johnson  Oil  Heat  Servant . 

Schulse  Home  Oil  Burner. . . 

Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ,  CV  and  SN  Junior . 

Sealdheet  Oil  Burner,  Model  SH . 

Security  Oil  Burner . 

Shepard  Oil  Burner . 

Shill  Oil  Burner . ••••;• 

Shur-Heat  Oil  Burner,  Models  R-15  and  R-35 
Silent-Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  O . 

Silent  Automatic  Oil  Burner . 

Silent  Automatic  Burner,  Model  “B” . 

Silent  Automatic  Burner,  Model  “E” . 

Silent  Flash  Oil  Burner,  Model  Cl . 

Silent  Glow  Oil  Burner,  Model  G . 

Silent  Glow  Oil  Burner,  Models  800,  1000, 

1800,  2800,  3800,  6800  and  8800 . 

Silent  Heet  Oil  Burner,  Model  C . 

Silent  Paramount  Oil  Burner,  Models  F  and  G 

Simplex  Domestic  Oil  Burner,  Type  P.A - 

Simplex  Domestic  Type  “S.P.”  Oil  Burner.. 

Socony  Arrow  Oil  Burner . 

Standard  Automatic  Oil  Burner,  Type  14-G. 
Standard  Automatic  Oil  Burner,  Type  11-G. 

Standardyne  Oil  Burner . 

Stephens  Oil  Burner,  Models  Nos.  1  and  2 - 

Stuhler  Oil  Burner . 

Stuhler  Oil  Burner,  Model  R . 

Summerheet  Oil  Burner . 

Sundstrand  Automatic  Oil  Burner . 


1115-22-SA 
10-33-S A 
369-33-SA 

197-32 -S A 


198-32-SA 
157-34-SA 
1 487-23- S  A 


436-32- S  A 
160-36-SA 
56-28-SA 
563-30-SA 
315-30-SA 
21-36-SA 


463-31-SA 

458-26-SA 

709- 30- S  A 

710- 30-SA 
38-33-SA 

600-30-SA 


345-31 -S A 
96-36-SA 
369-33-SA 
446-30-SA 

145- 31-SA 
1191-24-SA 

536- 31-SA 

537- 31-SA 
34-34- S  A 

146- 33-SA 
618-27-SA 

84-36-SA 

581-26-SA 

755-26-SA 


Uni-Lec-Tric  Oil  Burner.  . .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner .  6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Vesta  Oil  Burner .  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner .  320-30-SA 

Viking  Oil  Burner .  396-32-SA 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW, 

EW-1  and  EW-2 .  341-33-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wayne  Oil  Burner .  1155-25-SA 

Wayne  S-2  Domestic  Oil  Burner .  115-32-SA 

Weco  Multi  Oil  Burner,  Low  Pressure  Type.  24-36-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Flame  Oil  Burner .  357-35-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

JJ,  Junior,  K,  KA,  KB,  and  R .  918-22-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  . 19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

and  B  .  32-33-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  44-29-SA 

York  Horizontal  Rotary  Oil  Burner  (Type 

AP)  .  56-36-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 


APPROVED  APPLIANCES 


Name  of  Burner 

Ace  Rotary  Oil  Burner . 

Air-Blast  Oil  Burner . 

Airtemp  Oil  Burner,  Models  D,  F  and  G _ 

Anthony  Nebulyte  Oil  Burner . 

Aristocrat  Oil  Burner . 

Associated  Oil  Burner . 

Auto  Heat  Oil  Burner . 

Automatic  Airless  Oil  Burner,  Model  No.  1.. 

Babcock  &  Wilcox  Mechanical  Oil  Burner... 

Ballard  Automatic  Oil  Burner . 

Ballard  Low  Pressure  Mechanical  Oil  Burner 

Ballard  Jr.  Oil  Burner . 

Ballard  Staples  &  Pfeiffer  Steam  Atomizing 

High  Pressure  Burner . 

Berggren  Oil  Burner . 

Best  Calorex  Burner . 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  . 

Bock  Oil  Burner,  Models  A,  B,  C  and  D..." 
Bock  Oil  Burner,  Models  WH-3,  WH-5 

WH-6  and  WH-8  . 

Brighton  Oil  Burner . 

Bullet  Automatic  Oil  Burners,  Model's  A  and  B 
Burnwell  Mechanical  Burner . 


Caloroil  Burner,  Type  A  A . 

Carter  Oil  Burner,  Models  4X  and  SX . 

Central  Oil  Burner,  Models  4X  and  5X . 

Chalmers-Ace  (Rotary)  Oil  Burner . 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  . 

Coen  Mechanical  Oil  Burner . 

Concord  Burner  . 

Cornell  No.  1  Type  A  Oil  Burner . !!!.’![ 

Craftsman  Oil  Burner  . 


Dahl  Mechanical  Fuel  Oil  Burner 

D’Elia  Oil  Burner . 

DeWalt  Oil  Burner . 

Doe  Oil  Burner . 

Draft-Rite  Oil  Burner  . . 


Empire  Oil  Burner . 

Enco  Type  400  Steam  Atomizing  Oil  Burner. 

Enco  Mechanical  Oil  Burner . 

Enterprise  Rotary  Fuel  Oil  Burner. .......[ 

Enterprise  Steam  Atomizing  Burner . 


Fess  Turbine  Burner,  Airoil  Fan  and  Pump  Set 

Fine-Glo  Oil  Burner . 

Forsdraft  Oil  Burner . 

Frankfort  Type  P  Oil  Burner . 

Gem  Fuel  Oil  Burner . 

General  Electric  Fuel  Oil  Burner,  Model  D-l 

General  Electric  Oil  Burner,  Type  DA-2 . 

Ghapco  Steam  Generator . 

Gilbarco  Industrial  Burner . 

Gilbert  &  Barker  Fuel  Oil  Burner . 

Gold  Star  Oil  Burner,  Models  F  and  S . 

Goodspeed  Oil  Burner,  Nozzle  Type  2 . 

Gould  Automatic  Oil  Burner . 

Grant  Oil  Burner,  Model  “C” . 

GRD  Fuel  Oil  Atomizer . 

Greenawalt  Down  Draft  Combustion  Oil 
Burning  Furnace  . . 

Hammond  Oil  Burner . 


Burners  for  Industrial  Use 


Calendar  No. 
47-3S-SA 
579-32-SA 
88-34-SA 
1 026-22- S  A 
222-35-SA 
178-35-SA 
284-33-SA 
53-34-SA 


45-21-SA 

1363-23-SA 

1493-22-SA 

1176-27-SA 

1414-22-SA 
764-26-SA 
1464-21 -S A 
485-32-SA 


88-34-SA 

123-31-SA 

102-34-SA 

372-33-SA 

195-33-SA 

9S7-22-SA 


1361-24-SA 
117-34-S A 
117-34-SA 
47-35-SA 

608-32-SA 
942-21 -S A 
108-35-SA 
397-23-SA 
222-35-SA 


13-21-SA 

155-31-SA 

541-31-SA 

317-31-SA 

178-35-SA 


222-35-SA 

1414-23-SA 

S09-30-SA 

1149-27-SA 

15-33-SA 


26-22- S A 
178-35-SA 
41-34-SA 
1046-23-SA 

111-26-SA 
434-32-SA 
228-33-SA 
348-31 -S  A 
350-32-SA 
1636-21 -S  A 
166-33-SA 
346-33- S  A 
178-35-SA 
232-32-SA 
128-27-SA 

85-35-SA 


72-31-SA 


Name  of  Burner 

Plarris  Fuel  Oil  Burner . 

Hart  Oil  Burner,  Model  “H” . 

Hauck  Venturi  Low  Pressure  Oil  Burner.... 

Hayward  Oil  Burner . 

Hayward  Oil  Burner,  Model  2000 . 

Heat-O-Matic  Oil  Burner . 

Herco  Oil  Burner,  Models  R15  and  R35 . 

Hobeco  Oil  Burner . 

Holby  Oil  Burner . 

Holby  Type  B  Fuel  Oil  Burner . ! 

Hupp  Oil  Burner,  Models  H,  U,  P  and  PP. . 

Induslo  Fuel  Oil  Burner  1-27 . 

Kelvinator  Oil  Burner,  Model  K . . 

Kingsway  Century  Oil  Burner,  Models  F  and 

G . 

Korth  Oil  Burner,  Models  G  and  S . 

Kreager  Oil  Burner . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D. .. 

Leiman  Brothers  Fuel  Oil  Burner . 

Liberty  Automatic  Heater . 

Liberty  Pressure  Oil  Burner . 

Leintz  Oil  Burner . 

Lonergan  Automatic  Oil  Burner . 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3. . . 

Magna  Fuel  Oil  Burner . 

Mahrvel  Low  Pressure  Burner . * 

Master  Fuel  Oil  Burner . 

Maxon  Oil  Burner  (New  Style) . .  . 

May  Oil  Burner . 

Metered  Heat  Oil  Burner,  Model"  G." .... .... 

Micron  Oil  Burner . 

Midget  Oil  Burner . 

Midget  Pressing  Machine  Oil  Burner . 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 . 

Mohawk  Oil  Burner,  Models  A  and  H . 

Monarch  Industrial  Oil  Burner . 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3  and  MP-1 . 

Morse  Conical  Type  Steam  Atomizing  Burner 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner 
Morse  Fuel  Oil  Burner . 

National  Airoil  High  Pressure  Burner . 

National  Airoil  Low  Pressure  Burner . 

National  Airoil  Type  D-R  Rotary  Oil  Burner 

National  Barley  Rotary  Oil  Burner . 

National  Clark  Rotary  Oil  Burner . 

National  Devices  Oil  Burner . 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D 

Nichols-McCann-Harrison  Burners . 

North  American  Low  Pressure  Oil  Burner... 

Oilbilt  Burner  . 

Oronoque  Oil  Burner . .  .  . 

Packard  Fuel  Oil  Burner . 

Paragon  Oil  Burner,  Models  R-15  and  R-35.  . 

Paramount  Oil  Burner,  Model  A . 

Peabody-Fisher  Wide  Range  Mech.  Oil  Burner 

Perfect-Pantex  Oil  Burner . 

Petro  Mechanical  Burner  and  Air  Register.. 

Petro  Model  W  Oil  Burner . 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 
D-13,  D-14  and  D-15  . 


Calendar  No. 
690-30-SA 
221-33-SA 
88-27-SA 
696-30-SA 
118-35-SA 
178-35-SA 
21-36-SA 
1278-21-SA 
328-27-SA 
689-29-SA 
10-34-SA 


5-24-SA 


105-34-SA 

369-33-SA 

136-34-SA 

367-30-SA 

354-34-SA 

226-33-SA 

314-30-SA 

129-28-SA 

75-34-SA 

155-20-SA 

208-33-SA 

166-34-SA 

197-33-SA 

859-26-SA 

350-32-SA 

1026-22-SA 

68-24-SA 

136-34-SA 

345-34-SA 

155-34-SA 

122-35-SA 

327-31-SA 

110-36-SA 

133-35-SA 

359-33-SA 

938- 25-SA 

939- 25-SA 
820-23-SA 

185- 29-SA 

1 86- 29- S  A 
548-31-SA 
197-33-SA 
197-33-SA 
184-36-SA 
226-33-SA 
255-31-SA 
792-26-SA 

85-33-SA 

394-30-SA 


77-34-SA 

21-36-SA 

617-30-SA 

644-21-SA 

271-33-SA 

735-24-SA 

452-31-SA 

40-31-SA 
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APPROVED  APPLIANCES 


Name  of  Burner 


Calendar  No. 


Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner,  Model  W-AH  . 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  O . 

Presto  Automatic  Oil  Burner . . . 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS . 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  . 

Pyrolene  Oil  Burner . 

Quiet  Ballard  Automatic  Oil  Burner . 

Quiet  Heet  Oil  Burner . . . 

Quigley  No.  10  Low  Pressure  Oil  Burner - 

Quinn  Oil  Burning  Equipment . 


614-32-SA 

253-35-SA 

294-34-SA 

224-34- S  A 


21-36-SA 

184-36-SA 

660-30-SA 

49-36-SA 

436-31-SA 

367-21-SA 


Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Rexoil  Domestic  and  Industrial  Fuel  Oil 


Burner  .  667-28-SA. 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Rockwell  Fuel  Oil  Burner .  341-21-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21-SA 


S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S.  &  K.  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S.  K.  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 

Simplex  Turbine  Fuel  Oil  Burner .  1203-22-SA 

Standardyne  Oil  Burner .  34-34-SA 

Steam  Oil  Burner . 183-22-SA 

Stephens  Oil  Burner,  Models  No.  1  and  No.  2  146-33-SA 

Stewart  Gasifier  Oil  Burner .  146-35-SA 


Name  of  Burner  Calendar  No. 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Surface  Combustion  Low  Pressure  Burner...  92-23-SA 
Syncro-Flame  Oil  Burner,  Model  R .  139-35-SA 

Tate-Jones  Fuel  Oil  Burner,  “L”  Type .  12S4-24-SA 

Tate-Jones  No.  6  Oil  Burner .  1444-23-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 

Todd  Mechanical  Fuel  Oil  Burner .  1525-22-SA 

Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C....  454-2S-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Todd  Steam  Atomizing  Fuel  Oil  Burner....  123-23-SA 
Troian  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

United  States  Gun-type  Oil  Burn**- .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Vapofier  Oil  Burner .  184-34-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wheco  Oil  Burner .  108-34-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  . 19-25-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  . 935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  , Model  7-OB  199-36-SA 

Tate-Jones  . . .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  PurnTp,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  1 84-22- S A 

Worthington  Show  Model  Duplex .  194-22-SA 
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APPROVED  APPLIANCES 


APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 

Name  °f  Burner  Calendar  No.  Name  of  Burner 


A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

W  ater  Heater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108' and 

Air8n  w(p0ttycpe)  ‘W . ; .  190-3S-SA 

Al,;Ilame  S?ace  Heater,  Models  71,  91, 

a;  n7!iand  L582  (sl?eve  type)  .  206-3S-SA 

Air-O-Elame  Range  Burner  .  236-34-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

ni  ^'2 . 196-34-SA 

Hland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-S4 

Brigham  Range  Oil  Burner .  217-35-SA 


Champion  Range  Oil  Burner,  Models  A  and  B 
Qi?HOt  BlaSt  011  Burnin&  Stove>  Model  No. 


291-34-SA 

207-35-SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easyway  Range  Oil  Burner,  Models  D27 

.  DC27,  G 27  and  NG27... . ’  157-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat- 

mg  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

-Al  and  J"  .  4(-)_oc-  o  a 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  .  30?-34  SA 

Florence  Oil  Heater,  Models  KC-9,'  GC-6 
^u"n’  CH-27,  CH-28,  RH-7  and' 

RH-9  .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8 .  172-35-SA 

Florence  Range  Burners .  ?io_'?4_c:a 

Fox  Range  Oil  Burner . 


200-34-SA 


Hi-Heat  Range  Burner,  Models  A  and  De- 
Lux  . . . 

Hupp  Range  Oil  Burner,  Models  S.b!  and  C.D.' 


323-34-SA 
309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Hot  Blast  Oil  Heater,  Models'  210. 

ns,  HO,  207  and  115 .  339-34-SA 

tvolnd  Range  Burner  .  4g.34.54 

Kres-Kno  Range  Oil  Burner,  Model  ME)’ 

Sizes  KR,  KRF,  KRF-1  and 


Automatic  Oil 


1R .  355-34-SA 

Burning  Water 


Lochinvar 

T  heater  . .  143-36-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34- S A 


Loyalty  Range  Burner  . 

Lynn-Range  Burner,  Models  junior,"  Lypre 
and  DeLuxe  . . 

M.W.  Bake  Oven  Range  Burner,  Model  448 

(--ore  Oven  Range  Burner, 
Model  4p0  . 

M-W-  Circulating  and  "Radiant"  Heate'rs,' 

Models  501,  601,  701  and  801 . 

M.W.  Od  Burning  Range,  Commercial  Model’s 

1  ,  ?*ld  2al  and  Domestic  Models  101-G 
and  126-B . 

Majesdc  Range  Oil  Burner',  Modeis27B  and 

Majestic  Space  Heater,  Model's  247T  and  248.’ 
Mujestic  Water  Heater,  Models  255A  and  255B 
Moderne  Range  Oil  Burner,  Models  Regular 
Junior  and  Firenew  . . . [ 

National  Range  Oil  Burner  . 

No-Wyck-Koaless  Range  and  Stove  Oil’  Burner 

Odin  Beauty  (Space  Heater),  Models  61,  62, 
91  and  92  . 


Calendar  No. 
302-34-SA 


Putnam  Range  Oil  Burner 


Quaker  Burnoil  Stove  . 

Quick  Meal  Range  Burner  . 

Quick  Meal  Space  Heater,  Modeis  ’5672-6' 
5671-13,  5671-33  and  5671-35. . 

Quick  Meal  Water  Heater,  No.  5681-6!!'.]!! 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 
A,  Daisy  and  Water  Heater . 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  . 

Serv-Well  Space  Heater,  Models  247f  ’and  248 
Serv-Well  Water  Heater,  Models  255A  and 

255B . 

Silent  Glow  Range  Oil  Burner . 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  . 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051 . 

Tower  Range  Oil  Burner  . 


Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  . 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  . 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80 
Viking  Range  Water  Heater,  Models  222,  232 
and  242  . 


238-33-SA 

367-34-SA 
366-34-SA 

9 

364-34-SA 

180- 35-SA 

181- 35-SA 

182- 35-SA 

357-34-SA 

361-34-SA 

251-34-SA 

233-35-SA 

54-35-SA 

11-31-SA 

304- 34-SA 

306-34-SA 

305- 34-SA 

32-31-SA 

165- 35-SA 

166- 35-SA 

167- 35-SA 
172-34-SA 
592-32-SA 

196-34-SA 

491-31-SA 

126-33-SA 

592-32-SA 

329-34-SA 

310-35-SA 

333-34-SA 

65-35-SA 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c  ;  by  mail  12c. 


RULES 


RULES  FOR  INTERIOR  FIRE  ALARM  SIGNAL 
STANDARDS  AND  APPEALS,  SEPTEMBER  27, 
FEBRUARY  7,  1918. 

Note. — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 

Caws  of  1933.  ,  .  . 

Rule  1.  Sending  Stations.  Except  as  heremaftei 

otherwise  provided,  there  shall  be  at  least  one  fire  alaim 
sending  station  in  each  story  of  any  building  requiring  a 
manual  fire  alarm  signal  system,  located  in  a  natural  path 
of  escape  from  fire  at  a  readily  accessible  point  designated 
by  the  fire  commissioner,  which  always  shall  be  kept  cleai. 
Additional  sending  stations  shall  be  installed  so  that  no 
point  on  any  floor  shall  be  more  than  one  hundred  feet 
distant  from  the  nearest  sending  station  in  that  story.  Such 
stations  shall  be  so  located  and  constructed  that  whoever 
discovers  a  fire  can  cause  an  alarm  to  be  sounded  im¬ 
mediately  by  operating  the  station. 

In  factory  buildings,  as  defined  in  the  labor  law,  not 
exceeding  five  stories  in  height  and  2,500  square  feet  m 
area  in  any  story  above  the  first  in  which  not  more  than 
fifty  persons  are  employed  at  any  time  above  the  first 
story  and  in  which  closed  circuit  fire  alarm  systems  aie 
installed,  the  number  of  sending  station  may  be  i  educed 
with  the  approval  of  the  fire  commissioner  when  the  oc¬ 
cupancy  is  not  especially  hazardous  and  the  arrangement 
of  exit  facilities  is  such  as  to  permit  the  alarm  box  or 
boxes  to  be  located  in  the  main  exit  path  from  the  building. 

Rule  2.  Signaling  Devices.  There  shall  be  installed 
in  each  story  of  any  building  requiring  a  manual  fire  alarm 
signal  system  one  or  more  signaling  or  alarm  devices 
placed  at  accessible  points,  with  the  lowest  part  at  least 
eight  feet  above  the  floor  where  practicable.  They  shall 
not  be  placed  on  the  exterior  of  a  building  except  by 
special  written  permission  of  the  fire  commissioner. 

Such  devices  may  consist  of  bells,  gongs,  whistles,  or 
horns,  or  other  approved  devices,  and  shall  be  of  the  same 
type  throughout  any  one  installation.  Permission  may  be 
granted  to  install  special  signaling  devices  in  a  particular 
section  of  a  factory  plan  differing  from  the  devices  in 
other  sections,  where  necessary  for  audibility  and  effec¬ 
tiveness. 

Rule  3.  Classification.  For  the  purpose  of  the  fire 
alarm  rules,  interior  manual  fire  alarm  signal  systems  shall 
be  classified  with  respect  to  operation  and  use,  as :  me¬ 
chanical-  systems,  non-coded  closed  circuit  systems  and 
coded  closed  circuit  systems. 

Rule  4.  Mechanical  System.  Mechanical  fire  alarm 
signal  systems  are  systems  consisting  of  signaling  devices, 
operated  mechanically,  automatically,  manually  or  by  open 
electric  circuits.  When  mechanically  opeiated,  the  mecha¬ 
nism  shall  be  enclosed  in  substantial  cabinets ;  shall  be  of 
metal  thoroughly  protected  against  corrosion  and  injury 
and  all  mechanical  parts  shall  be  designed  to  have  a  factor 
of  safety  of  not  less  than  ten,  based  upon  the  maximum 
stress  to  which  any  part  of  the  mechanism  may  be  sub- 
jected.  When  pull  wires  or  chains  are  used  they  shall  be 
enclosed  in  rigid  conduits,  and  all  pulleys,  springs,  cranks, 
expansion  joints,  and  other  vital  parts  of  the  system  shall 
be  placed  in  readily  accessible  positions  for  inspection.  The 
pull  required  at  any  sending  station  to  operate  the  system 
shall  not  exceed  twenty-five  pounds. 

Rule  5.  Non-Coded  Closed  Circuit  Systems.  Non- 
coded  closed  circuit  fire  alarm  signal  systems  are  systems 
constituting  of  sending  stations  and  signaling  devices,  oper¬ 
ated  on  supervised  closed  electric  circuits  which  send  con¬ 
tinuous  or  non-coded  signals. 

When  such  systems  are  installed  in  buildings,  the  sig¬ 
naling  devices  shall  be  capable  of  giving  a  signal  consisting 
of  not  less  than  forty  taps  or  blows,  or  an  alarm  of  at 
least  four  minutes’  duration,  either  continuous  or  inter¬ 
mittent,  for  one  to  one-and-a-half  seconds,  at  intervals  of 
not  less  than  one-half  nor  more  than  one  second. 


SYSTEMS,  ADOPTED  BY  THE 

1917,  AS  AMENDED  DECEMBER  6,  1917,  AND 

Rule  6.  Coded  Closed  Circuit  Systems.  Coded  closed 

circuit  fire  alarm  signal  systems  are  systems  consisting 
of  sending  stations  and  signaling  devices,  operated  on 
supervised"  closed  electric  circuits,  which  send  round  ot 
coded  signals  to  indicate  the  floor  or  portion  of  the  same 
from  which  the  alarm  was  sent.  .  ..  ,  , 

When  coded  systems  are  installed  in  buildings,  the  code 
numbers  to  be  used  shall  be  designated  by  the  fire  com¬ 
missioner  and  shall  be  sounded  at  least  four  times  for  each 
operation  of  an  alarm  box. 

Rule  7.  Five-Story  Factories.  In  factory  buildings, 

as  defined  in  the  labor  law,  not  exceeding  five  stories  in 
height  nor  2,500  square  feet  in  area  in  any  story  above 
the"  first,  occupied  by  not  more  than  one  tenant,  in  which 
not  more  than  one  hundred  persons  are  employed  at  any 
time  above  the  first  story,  or  occupied  as  a  tenant  factory 
in  which  not  more  than  fifty  persons  are  employed  at  any 
time  above  the  first  story,  the  fire  commissioner  shall 
accept  either  mechanical,  non-coded  closed  circuit  or  coded 
closed  circuit  fire  alarm  signal  systems.  (Amended  Febru¬ 
ary  7,  1918.)  ,  , 

Rule  8.  Six- Story  Factories.  In  non-fireproof  fac¬ 
tory  buildings,  as  defined  in  the  labor  law,  not  exceeding 
six  stories  in  height  nor  5, GOO  square  feet  in  area  in  any 
story  above  the  first,  occupied  by  not  more  than  one 
tenant,  in  which  not  more  than  one  hundred  and  fifty 
persons  are  employed  at  any  time  above  the  first  story, 
or  occupied  as  a  tenant  factory  in  which  not  more  than  one 
hundred  persons  are  employed  at  any  time  above  the  rs 
story,  the  fire  commissioner  shall  accept  either  non-coded 
or  coded  closed  circuit  fire  alarm  signal  systems. 

In  non-fireproof  factory  buildings,  as  defined  in  the  labor 
law,  exceeding  six  stories  in  height  or  5,000  square  feet  in 
area  in  any  story  above  the  first,  the  fire  commissioner  shall 
accept  coded  closed  circuit  fire  alarm  signal  systems. 

Rule  9.  Eight- story  Factories.  In  fireproof  factory 
buildings,  as  defined  in  the  labor  law,  not  exceeding  eig 
stories  in  height  nor  5,000  square  feet  in  area  in  any  story 
above  the  first,  in  which  not  more  than  one  hundred  and 
fifty  persons  are  employed  at  any  time  above  the  first  story, 
the  fire  commissioner  shall  accept  either  non-coded  or 
coded  closed  circuit  fire  alarm  signal  systems.  ... 

In  fireproof  factory  buildings,  as  defined  in  the  labor 
law,  exceeding  eight  stories  in  height  or  5,000  square  feet 
in  area  in  anv  story  above  the  first,  the  fire  commissioner 
shall  accept  coded  closed  circuit  fire  alarm  signal  systems. 

Rule  10  Sub-Divided  Buildings.  Where  a  building  is 
sub-divided  by  fire  walls,  each  section  shall  be  deemed  a 
separate  building  for  the  purpose  of  fire  alarm  signal  sys¬ 
tem  installations.  One  control  board  may  be  used,  it  so 
arranged  as  to  operate  the  signaling  devices  in  each  sec¬ 
tion  of  the  building  independently.  . 

Rule  11.  Mixed  Occupancy.  In  buildings  requiring 
fire  alarm  signal  systems,  of  which  parts  are  occupied  y 
other  than  factory  tenants,  and  in  which  the  conditions  ot 
construction  and  occupancy  warrant  the  establishment  ot 
a  local  fire  brigade,  the  fire  commissioner  shall  accept  dual 

operation  systems.  ,  ,, 

When  dual  operation  systems  are  installed,  they  shall 
be  so  designed  that  the  operation  of  any  station  shall 
cause  the  sounding  of  the  signal  only  on  the  signaling  c 
vices  located  in  the  engine  room,  basement  or  other  places 
in  the  building  where  the  members  of  the  fire  brigade 
work  or  assemble.  Approved  means  shall  be  provided  at 
each  station,  so  arranged  that  a  subsequent  operation  ot  any 
station  shall  cause  the  sounding  of  the  signals  on i  all  the 
gongs  throughout  the  building.  Such  systems  shall  be  o 

the  coded  closed  circuit  type.  , 

Rule  12.  Existing  Installations.  Fire  alarm  sign  a 
systems  heretofore  installed  in  buildings  in  the  City  ot  Net 
York  and  approved  in  writing  by  the  fire  commiss 
shall  be  accepted  as  long  as  they  are  maintained. 
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Rule  13.  Sources  of  Electrical  Energy.  Sources  of 
electrical  energy  used  in  operating  fire  alarm  signal  sys¬ 
tems  shall  be  :  electric  light  and  power  systems,  storage 
u5?rieS  an<  Pr'mary  batteries.  Such  sources  of  energy 
,  al[  be  used  under  conditions  and  limitations  specified  by 
the  board  of  standards  and  appeals. 

In  electric  fire  alarm  signal  systems  one  source  of  energy 
shall  be  connected  to  the  system  at  all  times.  All  auxiliary 
souices  of  energy  shall  be  so  arranged  and  controlled  by 
automatic  switch  that  when  the  primary  source  of  energy 
tails,  the  second  source  will  be  automatically  connected  to 
•he  hre  alarm  signal  system. 

Rule  14.  Isolated  Plants.  Energy  from  isolated  elec- 
tiic  light  or  power  plants  may  be  used  for  fire  alarm  signal 
systems  only  when  there  is  more  than  one  generating  unit 
and  the  plant  is  always  in  operation  when  the  building  is 
occupied.  When  only  one  generator  unit  is  employed, ''the 
source  of  energy  shall  be  supplemented  by  storage  battery 
or  other  auxiliary  service. 

Rule  15.  Public  Service.  When  the  energy  for  a  fire 
alarm  signal  system  is  supplied  by  a  public  service  light 
or  power  system,  connection  shall  be  made  on  the  street 
side  of  the  service  switch,  except  that  permission  shall  be 
given  by  the  fire  commissioner  to  connect  on  the  house 
side  of  the  meter  in  new  buildings,  when  all  electric  wiring 
and  appliances  in  the  building  have  been  approved  by  the 
administrative  authorities  having  jurisdiction.  When  a 
house  side  connection  is  made  in  existing  buildings,  a  cer¬ 
tificate  shall  be  furnished  from  an  accepted  athority  cer¬ 
tifying  that  all  electric  wiring  and  appliances  in  the  build¬ 
ing  are  properly  installed  and  in  good  condition.  The 
me  alarm  cutout  in  house-side  connections  shall  be  the 
first  connection  on  the  house  side  of  and  as  near  as  pos¬ 
sible  to  the  meter,  and  shall  be  enclosed  in  a  locked  or 
sealed  metal  cabinet. 

1  or  connection  to  outdoor  overhead  service  lines  special 
permission  in  writing  from  the  fire  commissioner  shall  be 
necessary. 

Rule  16.  Storage  Batteries.  When  a  storage  bat¬ 
tery  equipment  is  used  as  the  sole  source  of  energy  for 
a  fire  alarm  signal  system,  the  storage  batteries  shall  be 
provided  in  duplicate.  Such  installations  shall  be  equipped 
with  a  switchboard  or  panel  of  approved  material  on 
which  are  mounted  volt  meters,  ammeters,  circuit  breakers, 
fuses,  resistances,  switches,  starting  devices  for  motors, 
hi  Id  rheostats  for  generator  and  other  apparatus  required 
for  charging  and  operating  the  batteries. 

Rule  17.  Primary  Batteries.  When  primary  batteries 
are  used  to  supply  the  energy  for  the  fire  alarm  signal  sys¬ 
tems,  the  batteries  shall  be  ample  in  size  to  satisfactorily 
operate  the  system. 

When  such  batteries  supply  the  energy  for  open  circuit 
systems,  there  shall  be  provided  two  sets  of  cells  connected 
in  multiple-series,  having  not  less  than  six  cells  in  each 
series,  coupled  together  by  means  of  approved  battery 

connectors. 

\\  hen  caustic  soda  batteries  are  employed  approved  heat 
resisting  jars  shall  be  used  and  at  least  one  transparent 
jar  shall  be  provided  in  each  series  for  the  purpose  of 
observing  the  condition  of  the  elements. 

Rule  18.  Acceptance  Test.  Upon  completion  of  a 
nre  alarm  signal  system  and  as  a  condition  of  acceptance,  a 
test  of  the  entire  installation  shall  be  made  under  the  direc¬ 
tion  of  the  fire  commissioner.  All  electrical  systems  shall 
show  an  insulation  resistance  of  not  less  than  ten  megohms. 

The  owner  or  contractor  shall  furnish  all  the  necessary 
tools,  instruments  and  labor  to  conduct  this  test  when  re¬ 
quired  by  the  fire  commissioner. 

Rule  i9.  Daily  and  Monthly  Test.  In  factory  build- 
mgs,  as  defined  in  the  labor  law,  every  fire  alarm  sys¬ 
tem  shall  be  tested  each  morning  immediately  after  the 
10ur  starting  work  in  the  building  to  make  sure  that 
the  system  is  maintained  in  an  operative  condition.  No 
such  system  shall  be  used  for  any  other  purpose,  except 
that  daily  dismissal  signals  may  be  given  if  authorized  by 


the  fire  commissioner.  The  use  of  the  system  for  fire 
dnil  purposes  may  be  considered  a  test  of  those  parts  of 
the  system  actually  used.  Each  sending  station  shall  be 
tested  at  least  once  every  month.  All  apparatus  requiring 
winding  shall  be  rewound  after  each  operation  and  kept 
in  normal  condition. 

A  complete  record  shall  be  kept  of  the  monthly  tests 
and  of  all  fire  drills,  which  record  shall  be  subject  to  in¬ 
spection  by  the  fire  commissioner. 

Rule  20.  Maintenance.  Interior  fire  alarm  systems 
shall  be  maintained  in  operating  condition  at  all  times, 
unless  the  buildings  are  vacated  for  a  period  longer  than 
one  week.  I  f  the  system  becomes  inoperative  at  any¬ 
time,  it  shall  be  the  duty  of  the  owner  or  the  persons  desig- 
nated  by  him  to  be  in  charge  of  the  system  to  notify  all 
the  occupants  of  the  building  and  to  take  immediate  steps 
to  have  the  system  restored  to  working  order.  If,  for  any 
reason,  it  becomes  necessary  to  disconnect  the  source  of 
energy  or  the  operating  medium  of  any  system,  the  owner 
or  other  responsible  person  shall  notify  the  fire  commis¬ 
sioner  at  least  forty-eight  hours  in  advance  of  such  dis¬ 
connection,  stating  the  reason  therefor. 

Rule  21.  Alarm  Boxes.  In  fire  alarm  signal  systems 
the  metal  case  enclosing  exposed  or  surface  alarm’  boxes 
shall  be  of  cast  iron  and  drilled  to  receive  the  conduit. 
W  hen  exposed  to  moisture  the  box  shall  be  enclosed  in  a 
suitable  weather-proof  outer  shell.  In  new  buildings,  ap¬ 
proved  backboxes  imbedded  in  the  wall  may  be  used’  and 
the  conduit  shall  be  properly  secured  by  lock  nuts  and 
bushings.  All  current-carrying  parts  shall  be  insulated 
from  parts  of  opposite  or  lower  polarities  with  approved 
insulating  material. 

All  pull  box  cases  shall  be  fitted  with  a  glass  panel  or 
a  door  to  protect  the  pull  lever  against  accidental  injury. 
Such  door  shall  have  a  handle  rigidly  secured  thereon  and 
be  so  constructed  as  to  open  readily.  The  wording  “In  case 
of  fire  open  door  and  pull  down  lever  as  far  as  it  will  go,” 
or  equivalent  instructions,  shall  appear  on  the  door. 

All  break-glass  type  fire  alarm  boxes  shall  be  provided 
with  suitable  hammers  on  chains  attached  to  or  near  the 
boxes  with  which  the  glass  can  readily  be  broken.  All 
break-glass  boxes  shall  have  lettered  on  the  fronts  the 
words,  “Fire  Alarm—In  case  of  fire  break  glass”  and 
such  additional  instructions  as  may  be  necessary  to  send  in 
an  alarm. 

On  open  circuit  systems,  alarm  boxes  shall  have  scraping 
type  contacts  with  surfaces  ample  in  size  and  mechanical 
strength  and  of  sufficient  capacity  to  carry  the  maximum 
current  which  may  flow  for  at  least  one  hour  without  ap¬ 
preciable  heating. 

On  closed  circuit  systems,  contact  points  operated  by 
a  break  wheel  and  contact  points  on  testing  devices  shall 
be  of  the  scraping  type.  Such  contact  points  shall  be  se¬ 
cured  in  a  substantial  manner  to  phosphor  bronze  springs 
and  be  so  constructed  as  to  positively  break  a  circuit 
carrying  one-tenth  amperes  at  250  volts  under  actual  work¬ 
ing  conditions.  Lever  boxes  shall  be  so  designed  as  to 
automatically  wind  when  the  lever  is  pulled  for  alarm. 
Boxes  requiring  glass  replacements  shall  be  so  arranged 
that  replacements  cannot  be  made  until  the  mechanism  is 
reset  for  another  alarm. 

Rule  22.  Station  Testing  Devices.  When  electrical 
operated  fire  alarm  systems  are  installed,  at  least  one 
station  in  each  system  shall  be  provided  with  an  auxiliary 
switch  or  other  device  to  test  the  signaling  devices,  located 
in  one  of  the  alarm  boxes  or  mounted  on  the  control  board. 

In  closed  circuit  systems,  such  testing  device  shall  be  ar¬ 
ranged  to  make  the  test  without  operating  the  break  wheel 
of  the  box. 

Provision  shall  also  be  made  for  a  silent  test  of  closed 
circuit  fire  alarm  box  mechanisms  without  operating  the 
signaling  devices.  Such  device  shall  be  designed  to  pre¬ 
vent  any  persons  except  those  in  authority  from  operating 
the  same  and  to  prevent  the  possibility  of  the  box  being 
left  inoperative  after  the  test. 
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Rule  23.  Supervising  Current.  When  closed  circuit 
fire  alarm  systems  arc  used,  a  small  current  flow  to  con¬ 
stantly  supervise  each  circuit  shall  be  maintained.  A  mili- 
ammeler,  or  other  approved  current  indicator  shall  be  pro¬ 
vided  and  so  connected  as  to  indicate  the  supervising 

current.  ,  . 

Such  supervising  circuit  shall  be  provided  with  a  trouble 
bell  arranged  to  ring  continuously  in  case  of  any  disar¬ 
rangement  of  the  system.  I  he  trouble  bell  shall  be  placed 
in  the  engine  room  or  other  approved  location,  free  from 
moisture,  dust  and  possibility  of  mechanical  injuiy,  under 
frequent  view  and  in  audible  range  of  some  responsible 
person  in  the  building  and  shall  be  connected  to  the  electi  ic 
light  or  power  service  in  the  building.  Permission  may  be 
granted  by  the  fire  commissioner  to  connect  the  trouble  bell 
to  a  battery  of  at  least  four  cells  of  approved  type. 

Rule  24.  Protection  of  Sending  and  Signaling  De¬ 
vices.  In  fire  alarm  signal  systems  all  moving  parts  of 
sending  stations  and  signaling  devices  shall  be  enclosed  in 
metal  casings,  made  dust-proof  and  damp-proof  when  nec¬ 
essary,  and  clearly  marked  with  instructions  for  use. 

Whenever  necessary,  hammer  rods  of  gongs  shall  be 
suitably  protected  against  mechanical  injury  or  derange¬ 
ment  by  the  use  of  a  guard  or  other  suitable  means.  1 
subject  to  mechanical  injury,  the  entire  device  shall  also  be 
enclosed  in  a  protecting  case  made  of  approved  wire  net¬ 
ting  or  perforated  metal.  All  casings  shall  be  insulated 
from  current-carrying  parts,  but  shall  be  grounded  to  the 
conduit  in  electrically-driven  systems. 

Rule  25.  Electric  Apparatus.  In  electrically  operated 
interior  fire  alarm  signal  systems,  not  more  than  twenty 
alarm  boxes  nor  more  than  fourteen  gongs  shall  be  Placed 
on  one  circuit.  All  electrically  actuated  apparatus  shall 
be  so  designed  and  constructed  that  it  will  operate  sat 
isfactorily  at  a  current  flow  of  25  per  cent  above  or  below' 
the  normal  operating  current.  In  battery  systems,  the 
normal  operating  current  shall  be  indicatde  on  all  relays 


Magnet  windings  shall  be  impregnated  with  an  insulat- 
ing  moisture-repelling  compound  or  shall  be  of  enameled 

All  conections  shall  be  properly  protected,  securely  made 
and  w'here  subject  to  motion,  shall  be  approved  flexible 


wire. 

Binding  posts  shall  be  of  such  a  character  that  ware  is 

held  between  two  flat  surfaces. 

Adjustments  must  be  of  such  a  character  that  they  can 

be  securely  locked.  .  ,  . 

Contact  points  shall  be  ample  in  area,  not  only  to  take 
care  of  the  current  used  in  operation,  but  to  insure  long 
life  and  shall  be  of  pure  silver,  platinum,  or  other  approved 

material.  .  ,  , 

The  armatures  of  all  relays  shah  primarily  depend  on 
gravity  for  their  operation,  but  this  action  may  be  as¬ 
sisted  by  springs  when  approved  bv  the  fire  commissionei . 

Rule  26.  Control  Boards.  All  relays,  current  indi¬ 
cators,  resistances,  time  limit  devices,  and  other  apparatus 
used  in  connection  with  the  operation  and  supervision  of 
closed  circuit  fire  alarm  signal  systems  shall  be  properly 
mounted  on  a  panel  of  approved  material,  in  a  metal  cabi¬ 
net  provided  with  lock  and  key.  The  control  board  shall 
be  located  in  a  place  subject  to  the  least  vibration,  free 
from  moisture,  inflammable  gases,  dust  and  mechanical 
injury,  and  under  frequent  view  of  a  responsible  occupant 
of  the  building  delegated  by  the  owmer  to  be  in  charge. 

Rule  27.  Battery  Cabinets.  All  batteries  for  fire  alarm 
signal  systems  shall  be  placed  in  substantial  piotecting 
cabinets  thoroughly  ventilated,  elevated  not  less  than  one 
nor  more  than'  five  feet  above  the  floor,  and  located  in 
clean  dry  and  cool  places  where  the  temperature  wall  not 
be  less  than  40  nor  more  than  100  degrees  Fahrenheit.  Main 
battery  cabinets  shall  be  so  constructed  that  the  condition  of 
the  elements  may  be  observed  without  disturbing  the  cells. 

Metal  battery  cabinets  shall  be  constructed  of  sheet  iron 
or  steel,  not  less  than  No.  14  U.  S.  Gauge  in  thickness, 


properly  reinforced  by  angle  irons,  with  self-closing  doors 
provided  with  lock  and  key  and  wood  shelves  not  less  than 
seven-eighths  of  an  inch  thick,  properly  fastened  and  se¬ 
cured  to  prevent  sagging.  The  interior  and  the  exterior  of 
the  cabinet  shall  be  protected  with  three  coats  of  asphaltum 
compound,  each  coat  to  be  thoroughly  dry  before  the  next 
is  applied,  or,  with  baked  enamel.  Where  dry  cells  are 
housed  in  metal  battery  cabinets,  the  supports  shall  be  so 
constructed  as  to  prevent  the  cartons  from  coming  in  con¬ 
tact  with  the  metal  of  the  cabinet  and  with  each  other. 

Wood  battery  cabinets  shall  be  constructed  of  the  first 
grade  of  kiln  dried  wood  not  less  than  seven-  eighths  of 
an  inch  thick  and  shall  be  provided  with  self-closing  door 
and  approved  lock.  The  shelves  shall  be  not  less  than 
seven-eighths  of  an  inch  thick  properly  fastened  and  se¬ 
cured  to  prevent  sagging.  The  cabinet  shall  be  of  sub¬ 
stantial  construction,  painted  on  the  interior  with  three 
coats  of  asphaltum  compound  and  on  the  exterior  with 
three  coats  of  lead  paint  or  two  coats  of  varnish.  Where 
dry  cells  are  housed  in  wood  battery  cabinets,  the  supports 
shall  be  so  constructed  as  to  prevent  the  cartons  from 
coming  in  contact  with  each  other. 

Rule  28.  Attachment  to  Walls.  All  material  and  de¬ 
vices  used  in  fire  alarm  signal  systems  shall  be  rigidly 
secured  in  position  and  when  attached  to  masonry  walls, 
shall  be  fastened  by  through  bolts,  metal  expansion  shields 
or  toggle  bolts.  Wooden  plugs  shall  not  be  used. 

When  the  fire  alarm  apparatus  is  mounted  upon  a  back 
board,  such  back  board  shall  be  not  less  than  seven-eighths 
of  an  inch  thick,  filled  with  a  non-absorptive  compound 
with  an  air  space  of  at  least  one-quarter  of  an  inch  behind 
the  back  board  for  the  free  circulation  of  air. 

Rule  29.  Painting  of  Equipment.  All  enclosing  cases 
for  fire  alarm  apparatus  shall  be  finished  in  red,  except 
where  special  permission  is  given  by  the  fire  commissioner 
to  deviate  from  this  requirement. 

Rule  30.  Wiring.  Except  as  may  be  otherwise  spe¬ 
cifically  prescribed  by  the  board  of  standards  and  appeals, 
the  wiring  shall  conform  to  the  requirements  of  Chapter  9 
of  the  Code  of  Ordinances  for  light  and  power  installa¬ 
tions.  Conduits  shall  contain  only  conductors  used  in  the 
fire  alarm  system.  All  conductors  shall  be  run  in  approved 
rigid  iron  conduit.  Armored  cable  may  only  be  used  by 
special  approval  of  the  fire  commissioner.  When  special 
care  is  taken  to  insure  the  wires  against  injury,  four  wires 
may  be  placed  in  half-inch  rigid  iron  conduits.  Splices 
shall  be  permitted  only  where  absolutely  necessary.  Con¬ 
ductors  shall  consist  of  not  less  than  No.  14  B.  &  S.  gauge 
copper  wire,  having  rubber  installation  wall  not  less  than 
3/64  inches  thick. 

Where  necessary  to  assure  reliable  service,  connections 
of  conductors  to  terminals  or  binding  posts  shall  be  sol¬ 
dered.  The  use  of  a  blow  torch  for  soldering  connections 
to  terminals  shall  not  be  permitted. 

Where  wires  pass  underground  from  one  building  to 
another,  they  shall  be  enclosed  in  conduits  and  shall  be 
lead  encased.  Wires  between  buildings,  when  not  run  in 
conduit,  shall  be  at  least  equivalent  in  conductivity  and 
tensile  strength  to  No.  8  B.  &  S.  gauge  copper  wire  for 
box  and  signaling  circuits  and  shall  be  supported  at  least 
every  seventy-five  _  feet  on  approved  glass  insulators  and 
brackets.  As  far  as  possible  they  shall  be  run  undei , 
rather  than  over,  electric  light  or  power  wires. 

Rule  31.  Sprinklered  Buildings,  Sources  of  Water 
Supply.  In  the  enforcement  of  the  provisions  of  §83-a, 
labor  law,  with  respect  to  fire  alarm  signal  systems  and 
fire  drills,  automatic  sprinkler  systems  shall  be  deemed  to 
have  two  adequate  sources  of  water  supply  within  the 
meaning  of  said  section,  if  the  system  is  a  two-source  sys¬ 
tem  as  defined  in  the  Rules  of  the  Board  of  Standards 
and  Appeals  for  Fire  Extinguishing  Appliances,  or  when 
the  system  is  equipped  with  and  supplied  by  either  a  gravity 
tank  or  a  pressure  tank  and  a  fire  department  connection. 
(Amendment,  Dec.  6,  1917.) 
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Reserve  Calendar, 


CALL  OF  CLERK’S  CALENDAR 

ti  ^5  Clerk  s  Calendar  consists  of  applications  under  tht 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  win  be  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o  clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day.  6 

ne?Jublequ2?t  Call  of  the  Calendar  will  be  o» 
Monday,  September  21,  1936,  at  2  o’clock. 

Ihe  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  nxed  days.  s 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
ot  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ao- 
peal  or  application.  *  v 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 

f.u™6  'ocatlon  and  position  of  the  property,  the  subject 
ot  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  September  2,  1936. 

Cal.  No.  Department  Premises  Affected 

253-36-BZ . D.B.M . 2- 24  East  102nd  Street;  1478- 

1480  Madison  Ave.,  S.W. 
corner,  (Block  1607,  Lots 
56,  58,  59),  Borough  of  Man¬ 
hattan.  Applic.  2286-36. 


254-36-SA . D.B . Chase  Brass  &  Copper  Co.  1  Vi 

in.  N.  Y.  Regulation  Lava¬ 
tory  Trap.  Appliance. 


Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Sept. 

Fuel  Oil  Pumps . Sept. 

Faint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Sept. 


26,  1936— Vol.  21.  No.  21 
1,  1936— Vol.  21,  No.  35 
8,  1936— Vol.  21,  No.  36 

26,  1935— Vol.  20,  No.  48 

1,  1936— Vol.  21,  No.  35 


ADJOURNMENT 

Notice  is  hereby  given  that  the  next  regular  meeting  of 
the  Board  of  Standards  and  Appeals  will  be  held  on  Tues¬ 
day,  September  15,  1936,  at  10  a.m.,  and  that  the  next 
Clerk’s  Calendar  Call  will  be  held  on  Monday,  September 
14,  1936,  at  2  p.m. 


255-36-BZ . D.B.B . 1013  Kent  Avenue  (east  side 

Kent  Avenue,  77  ft.  3  in. 
north  of  Lafayette  Avenue) 
(Block  1940,  Lot  1),  Bor¬ 
ough  of  Brooklyn. 

Applic.  11554-34. 


CODE 

D.B . Department  of  Buildings 


H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Aug.  11,  1936 — Vol.  21,  No.  32 
Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932 — Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules. ........Sept.  8,  1936 — Vol.  21,  No.  36 

Concrete  Rules  (Hydrated  Lime)... Aug.  11,  1936 — Vol.  21,  No.  32 

Elevator  rules  . Mar.  3,  1936 — Vol.  21,  No.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935 — Vol.  20,  No.  1 

Factory  Exit  Rules . Sept.  8,  1936 — Vol.  21.  No.  36 

Fire  Alarm  Rules  (Interior) . Sept.  1,  1936 — Vol.  21,  No.  35 

Fire  Drill  Rules . .July  14,  1936 — Vol.  21,  No.  28 

Fire  Retarding  Rules  for  Garages, 

etc . ..June  16,  1936 — Vol.  21,  No.  24 

Fireproof  Wood,  Testing  of . Apr.  14,  1936 — Vol.  21,  No.  15 

Frame  Oaraees,  Ruling  for . Jan.  21,  1919 — Vol.  4,  No.  3 

Gas  Shut-Off  Rules . Apr.  7.  1925— Vol.  10.  No.  14 

Hatchway  Protection  . Tune  5,  1928— Vol.  13,  No.  23 

Oil  Burner  Rules . Sept.  1,  1936— Vol.  21,  No.  35 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov.  27,  1934 — Vol.  19,  No.  48 

Platform  Trucks,  Specifications  for. July  28,  1936 — Vol.  21,  No.  30 

Plumbing  Rules  .  Aug.  11,  1936 — Vol.  21,  No.  32 

Procedure,  Rules  of . Sept.  8,  1936 — Vol.  21,  No.  36 

Refrieeratinp  Systems.  Extract  C.O  Sept.  8,  1936 — Vol.  21,  No.  36 

Smoking  in  Factories,  Rules  for _ Sept.  8,  1936— Vol.  21,  No.  36 

Sprinkler  Rules  . Aug.  18,  1936— Vol.  21,  No.  33 

Standpine  Firelme  Rules . Aug.  25,  1936— Vol.  21,  No.  34 

Structural  Alterations.  Reporting. ,.  Tune  7,  1932— Vol.  17,  No.  23 

Tank  Trucks,  Fuel  Oil.  etc . July  28,  1936— Vol.  21,  No.  30 

|*?k  Trucks,  Gasoline,  etc . July  28,  1936— Vol.  21,  No.  30 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8.  No.  15 


LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . Mar.  5.  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . Sept.  8,  1936 — Vol.  21,  No.  36 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept.  1,  1936— Vol.  21,  No.  35 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  14,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

192-36-BZ. 

APPLICANT — Kaye,  Scholer,  Fierman  and  Hays,  for 
The  Marguerite  Corporation,  owner. 

PREMISES — 801  Bartholdi  street,  northeast  corner  of 
Barnes  avenue  (Block  No.  4633,  Lot  No.  11),  Bor¬ 
ough  of  The  Bronx. 

APPLICATION,  under  sections  7a  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
an  existing  factory  building. 


45-36-BZ. 

APPLICANT — 4012  Corporation,  owner. 

PREMISES— 1992-2016  Eastern  Parkway  Extension  and 
1924-1938  Broadway,  southwest  corner  (Block  No. 
1540,  Lot  No.  70),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

279-35-BZ. 

APPLICANT— James  Felton  and  Joseph  Felton,  for 
Abring  Realty  Corporation,  owner. 

PREMISES— 79-41  Central  avenue  (Cooper  avenue), 
north  side,  56.15  ft.  east  of  Graeme  avenue  (Block 
No.  2711,  Lot  No.  56),  Middle  Village,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  junk  yard 
(auto  wrecking)  ;  (previously  dismissed  for  lack 
of  prosecution ;  reopened  and  restored  to  calendar 
July  10,  1936). 


151-36-BZ. 

APPLICANT— Felix  J.  Wasselle,  for  Yosefa  Skowrunski, 
owner. 

PREMISES — 439  Vermont  street,  east  side,  180  ft.  north 
of  Blake  avenue  (Block  No.  3774,  Lot  No.  10), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  residence  building 
to  business  use  (store). 


SEPTEMBER  15.  1936.  10  A.  M. 

Building  Zone  Applications 

NOTICE  TS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
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of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  1305-25-BZ — Application  of  Henry  J.  Nurick,  ap¬ 
plicant,  on  behalf  of  Love  Lane  Auto¬ 
motive  Corporation,  owner,  reopened 
February  18,  1936,  under  sections  7a 
and  7e  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
alteration  and  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles  (existing  garage  granted  by 
the  Board)  ;  premises  42-50  Love  Lane 
and  1-9  College  place,  northwest  cor¬ 
ner  (Block  No.  236,  Lot  No.  71),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  212-35-BZ — Application  of  Samuel  Gardstein,  ap¬ 
plicant,  on  behalf  of  Edwin  J.  Long, 
owner,  reopened  April  28,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  occupancy  of  a  plot  for  sale 
and  display  (parking  and  storage)  of 
more  than  five  (5)  new  and  used  mo¬ 
tor  vehicles  for  a  temporary  period  of 
two  (2)  years;  premises  6501-6507 
Fort  Hamilton  parkway  and  948-960 
65th  street,  southeast  corner  (Block 
No.  5750,  Lot  No.  42),  Borough  of 
Brooklyn. 

cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420.  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  15,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

197- 36-A — 2171  White  Plains  avenue,  west  side,  100  ft. 

north  of  Lydig  avenue  (Block  No.  4317,  Lot 
No.  56),  Borough  of  The  Bronx. 

198- 36-A — 4498  Park  avenue  and  449  East  182nd  street, 

northwest  corner  (Block  No.  3038,  Lot  No.  1), 
Borough  of  The  Bronx. 

209-36-A — 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

27-36- A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 


Appliances  Submitted  for  Approval 

216-36-SA — Orco-Richfield  Oil  Burner,  Model  A-l. 

219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

224-36-SA — Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Types),  Models  1P61,  1P62,  1P91 
and  1P92. 

227-36-SA — Ventalarm  for  Fuel  Oil,  Type  L. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  15,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  169-20-BZ— Application  of  Thomas  A.  Grady, 
applicant,  on  behalf  of  Clark  and  Com¬ 
pany,  owner,  reopened  July  14,  1936, 
for  consideration  of  an  amendment  to 
the  resolution  of  October  29,  1935,  as 
to  the  conditions  imposed  therein — re 
Application,  granted  on  condition,  un¬ 
der  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  (in  lieu 
of  a  garage  for  more  than  five  (5) 
motor  vehicles  previously  granted  by 
the  board)  for  a  temporary  period  of 
ten  (10)  years;  premises  1617-1627 
Neptune  avenue  and  3127-3131  Cropsey 
avenue,  northeast  corner  (Block  No. 
6995,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK.  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  21,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

111-36-BZ. 

APPLICANT — Guerino  Salerni,  for  1776  Park  Avenue 
Corporation,  owner. 

PREMISES — 76  East  123rd  street  and  1768-1778  Park  ave¬ 
nue,  southwest  corner  (Block  No.  1748,  Lot  No. 
21),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 
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145-36-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Katherine  Eck- 
hardt,  owner. 

PREMISES— 379  East  Gun  Hill  road  and  3501  Webster 
avenue,  northwest  corner  (Block  No.  3356,  Lot  No. 
220),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 

resolution,  . 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


189-36-BZ. 

APPLICANT— William  Richter,  for  Solo  Linder,  owner. 

PREMISES— 722  Banner  avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  2994  Coney  Island  avenue, 
southwest  corner  of  Guider  avenue  (Block  No. 
7264,  Lot  No.  49),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district,  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station,  showroom, 
automobile  laundry,  brake  testing  station  and  office. 


SEPTEMBER  22,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  22,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 


street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  22,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  22,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter : 

cal  no  42-36-BZ— Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant ;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  28,  1936,  AT  2  P.  M. 


cal.  no.  99-36-BZ— Application,  April  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Peter  Dinnella,  owner,  to 
permit  in  a  residence  use  and  also, 
partly  in  an  “F’  area  and  partly  in  a 
“C”  area  district,  the  erection  and 
maintenance  of  a  multiple  dwelling  not 
conforming  with  “F”  area  require¬ 
ments  ;  premises  84-14  Forest  parkway 
(83rd  street),  west  side,  91.60  ft.  south 
of  Park  lane  south  (Block  No.  12,  Lot 
Nos.  288,  325  and  327),  Forest  Hills, 
Borough  of  Queens. 

cal.  no.  118-36-BZ— Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 


Building  Zone  Cases 

115-36-BZ. 

APPLICANT— Gustave  Goldman,  for  George  Beaudry, 
owner.  r. 

PREMISES— 5283-5291  Kings  Highway,  east  side,  60  ft. 
9  in.  north  of  Preston  Court  (Block  No.  7949, 
Lot  No.  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  use  of  a  plot  of 
ground  for  parking  more  than  five  (5)  motor  ve¬ 
hicles  and,  also,  automobile  wrecking. 


194-36-BZ. 

APPLICANT— Jacob  Lustig,  for  Department  of  Hospitals, 
City  of  New  York,  owner. 

PREMISES— 451  Clarkson  avenue  and  south  side  of  Win- 
throp  street,  between  New  York  avenue  and  Al¬ 
bany  avenue  (Block  No.  4829,  Lot  No.  1)  ;  (Kings 
County  Hospital),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7 a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district,  as  an  accessory 
to  a  hospital,  the  alteration  and  extension  of  a 
former  stable  for  ambulances  (now  occupied  as  a 
garage),  so  as  to  accommodate  thirty-five  (35) 
motor  vehicles  (including  ambulances). 


cal.  no.  100-36-BZ— Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 


SEPTEMBER  29,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Sep¬ 
tember  29,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters: 
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cal.  no.  8-36-BZ— Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018,  Lot 
No.  1),  Jamaica,  Borough  of  Queens. 

OCTOBER  16,  1936,  10  A.  M. 

SPECIAL  MEETING 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  October 
16,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  282-27-BZ— Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Lehigh  Garage  and 
Gas  Station,  Inc.,  lessee  (long  term 
lease),  reopened  July  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  an  existing 
garage  and  gasoline  service  station 
(previously  granted  by  the  board),  by 
the  removal  of  partitions  and  the  in¬ 
corporation  of  the  existing  store  sec¬ 
tion  as  part  of  the  garage,  premises 
200-208  East  111th  street  and  2013- 
2025  Third  avenue,  southeast  corner 
(Block  No.  1660,  Lot  No.  45),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  72-36-BZ  Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 

-  - It— 

HARRIS  H.  MURDOCK,  Chairman. 

NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 

Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 

such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each  postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 

MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 

Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 

oY;VA1Stnbution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 

BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35! 

ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 

APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 

w'ibank,s  Company  .  81-20-SA 

Walworth  Company  .  899-27-SA 

A'  ?•  CuFire  Prevention  Mfg.  Co.,  Inc..".!.!  1407-27-SA 

broker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

wAnSAnr0th^rS  ‘A .  779-28-SA 

John  Simmons  Co .  209-29-SA 

Llkhart  .  14-31 -SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 


May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech) . . . 

Walworth  Company  . 

W.  D.  Allen  Mfg.  Company . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc . 

Jenkins  Brothers  . 

Croker  National  Fire  Prev.  Eng.  Co . 

Fairbanks  Company  . 

Pratt  &  Cady  . 

Elkhart  . 


53-21 -SA 
900-27-SA 
1151-27-SA 
1307-27-SA 
780-28-SA 
970-28-SA 
268-29-SA 
231-30-SA 
15-31-SA 
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FYTRAfTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  OF  THE  CITY  OF  NEW  YORK 
RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDED  JANUARY  29,  1935. 

ARTICLE  1. 

General  Provisions. 


§1.  Definitions. 

Unless  otherwise  expressly  stated,  whenever  used  in  this 
chapter  the  following  terras  shall  respectively  be  deemed 

to  mean :  .  .  ,  ■  .  • 

33.  Refrigerating  system,  a  combination  of  apparatus  in 

which  a  refrigerant  is  circulated  for  the  purpose  of  ex¬ 
tracting  heat. 

(a)  The  parts  of  the  system  are  the  compressor,  gen¬ 
erator,  condensor,  absorber,  receiver,  shell  type  or  tube  type 
apparatus,  pipes,  vessels,  or  other  parts,  containing  reirig- 

^Cb)  Direct  refrigeration,  a  system  in  which  the  refrig¬ 
erant  is  circulated  to  the  substance  or  space  refrigerated. 

(c)  Indirect  refrigeration,  a  system  in  which  brine 
cooled  by  the  refrigerant  is  circulated  to  the  substance  or 
space  refrigerated. 

(d)  Refrigerant  is  the  chemical  agent  other  than  brine 
used  to  produce  refrigeration. 

(e)  Irritant  refrigerant,  any  refrigerant  which  when 
breathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  of  the 

hydrocarbon  class.  ... 

(g)  Flammable  refrigerant,  any  refrigerant  which  will 
burn  or  explode  when  mixed  with  certain  proportions  of 

(h)  Refrigerating  machinery  room,  a  room  in  which 
is  located  a  refrigerating  system  containing  refrigerant,  but 
not  including  expansion  coils  when  located  in  cold  storage 
rooms  or  expansion  coils  when  located  in  refrigerator  boxes. 

(i)  Factor  of  safety,  the  multiple  three  and,  .one-third 
(3^),  the  product  of  which  and  the  test  pressure,  con¬ 
stitutes  the  probable  rupture  pressure. 

(j)  Pressure  imposing  element,  that  apparatus  which 
draws  the  refrigerant  from  the  low  pressure  or  low  tem¬ 
perature  side  of  the  system  and  discharges  it  into  the  high 
pressure  or  high  temperature  side  of  the  system. 

(k)  Pressure  limiting  device,  a  pressure  or  temperature 
responsive  mechanism  for  automatically  stopping  the  oper¬ 
ation  of  the  pressure  imposing  element. 

(l)  Brine,  any  liquid  which  having  been  cooled  by  the 
refrigerating  system  is  used  for  the  transmission  of  heat. 

(m)  Pressure  relief  device,  a  pressure  relief  valve,  a 
rupture  member,  fusible  plug  or  other  approved  device  for 
relieving  the  pressure. 

(n)  Pressure  relief  valve,  a  valve  held  shut  by  a  spring 
or  other  means  to  automatically  relieve  pressure  in  excess 
of  its.  setting. 

(o)  Rupture  member,  a  device  that  will  automatically 
rupture  at  a  pre-determined  pressure. 

(p)  Liquid  receiver,  a  vessel  permanently  connected'  to 
a  system  by  inlet  and  outlet  pipes  for  storage  of  a  liquid 
refrigerant. 

(q)  Container,  a  cylinder  for  the  shipment  of  refrig¬ 
erant  constructed  to  conform  to  the  regulations  of  the 
Interstate  Commerce  Commission. 

(r)  Mixer,  a  vessel  or  device  in  a  system  for  mixing 
the  ammonia  or  other  soluble  vapor  with  water. 

(s)  Stop  valve,  a  cut-off  valve  for  use  during  normal 
operation. 

(t)  Service  valve,  a  key-operated  shut-off  valve  used 
only  during  shipment,  installation  or  repairs.. 

(u)  Fusible  plug,  a  device  having  a  predetermined- 
temperature  fusible  member  for  the  relief  of  pressure. 

(v)  Public  buildings,  business  buildings,  and  residence 
buildings  are  buildings  as  so  defined  by  section  70,  Article 
4,  of  the  Building  Code  of  the  City  of  New  York. 

NOTE: — Public  Buildings.  Public  buildings  are  build¬ 
ings  or  parts  of  buildings  in  which  persons  congregate  for 
civic,  political,  educational,  religious  or  recreational  pur¬ 


poses,  or  in  which  persons  are  harbored  to  receive  medical, 
charitable  or  other  care  or  treatment,  or  in  which  persons 
are  held  or  detained  by  reason  of  public  or  civic  duty,  or 
for  correctional  purposes,  including  among  others,  court 
houses,  schools,  colleges,  libraries,  museums,  exhibition 
buildings,  lecture  halls,  churches,  assembly  halls,  lodge 
rooms,  dance  halls,  theatares,  bath  houses,  hospitals,  asy¬ 
lums,  armories,  fire  houses,  police  stations,  jails  and  pas¬ 
senger  depots. 

NOTE Residence  Buildings.  Residence  buildings  arc 

buildings  or  parts  of  buildings  in  which  sleeping  accommo¬ 
dations  are  provided,  except  such  as  may  for  other  reasons 
be  classed  as  public  buildings,  including  among  others, 
dwellings,  tenement  houses,  hotels,  lodging  houses,  dormi¬ 
tories,  convents,  and  studios  and  club  houses  having  sleep¬ 
ing  accommodations. 

NOTE:— Business  Buildings.  Business  buildings  are 

buildings  or  parts  of  buildings,  which  are  not  public  build¬ 
ings  or  residence  buildings,  including  among  others,  office 
buldings,  stores,  markets,  restaurants,  warehouses,  freight 
depots,  car  barns,  stables,  garages,  factories,  laboratories, 
smoke  houses,  grain  elevators  and  coal  pockets. 

ARTICLE  3. 

Bonds  and  Fees. 

§43.  Fees  for  Permits. 

Applicants  for  permits  under  the  provisions  of  this  chap¬ 


ter  shall  pay  annual  fees  as  follows: 

35.  Refrigerating  systems : 

Class  A  systems .  $20.00 

Class  B  systems . 10.00 

Class  C  systems  containing  over  six  pounds 

of  refrigerant  . 5.00 

Class  C  systems  containing  six  pounds  or 

less  of  refrigerant .  L00 


ARTICLE  18. 
Refrigerating  Systems. 


Section 

216. 

Permits.  • 

(( 

217. 

Supervision. 

ii 

218. 

Classification. 

ii 

219. 

Permissible  locations. 

ii 

220. 

Machinery  rooms  and  ventilation. 

a 

221. 

Open  flames  and  electrical  equipment. 

it 

222. 

Testing. 

u 

223. 

Piping. 

tt 

224. 

Safety  devices. 

u 

225. 

Size  of  safety  devices. 

a 

226. 

Location  and  discharge  of  safety  devices. 

a 

227. 

Operating  precautions. 

a 

228. 

Equipment  diagrams. 

§216. 

Permits. 

(a)  Except  as  hereinafter  provided  in  this  article  it 
shall  be  unlawful  to  maintain  or  operate  a  refrigerating 
system  without  a  permit. 

(b)  A  permit  will  not  be  required  for  a  Class  C  system 
when  maintained  or  operated  in  the  residence  portion  of  a 
dwelling  containing  not  more  than  two  families,  or  in  the 
residence  portions  of  either  a  tenement  house  or  a  business 
building. 

(c)  No  refrigerating  system  shall  be  maintained  or  op¬ 
erated  employing  a  refrigerant  other  than  those  specified 
in  this  article  without  a  permit  issued  upon  such  condi¬ 
tions,  consistent  with  the  provisions  of  this  article,  as  are 
deemed  by  the  fire  commissioner  necessary  in  the  interest 
of  public  safety. 

NOTE: — The  Fire  Chief  and  Commissioner  prescribed 
under  date  of  April  4,  1934,  the  following: 
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1.  That  the  refrigerants  dichlorodifluoromethane,  known 
as  Freon”  (“Kinetic  No.  12”  also  “F-12”)  CClaFa  also 
dichlorotetrafluoroethane  (“F-114”)  C,CUF4  and  mono- 
fliiorotrichloromethane  (“F-ll”  CFCI3  are  non-flammable 
and  non-irritant,  unless  otherwise  hereinafter  provided,  and 
shall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances,  as 
such,  except,  when  used  in  a  room  or  rooms  in  which  there 
is  an  open  flame  or  apparatus  to  produce  an  open  flame, 
when  the  provisions  of  said  article  covering  irritant  re¬ 
frigerants  shall  apply. 

_  That  refrigerating  systems  employing  F-ll;  F-12  or 
r-114  are  restricted  to  parts  of  a  building  so  specified  in 
section  219  (b)  for  refrigerants  other  than  non-irritant 
and  non-flammable. 

E''5‘i^Thaj  refrig?rating  systems  employing  F-ll;  F-12  or 
h-114  used  for  air  conditioning  are  restricted  to  the  indi- 
rect  method  except  that  the  direct  method  may  be  used  in 
parts  of  a  building  so  specified  in  Section  219  (b)  for  re¬ 
frigerants  other  than  non-irritant  and  non-flammable. 

i7l^Ttatnrefrig,erat.ing  systems  employing  F-ll;  F-12  or 
r-114  shall  not  be  installed  or  maintained  in  or  on  the 
stairways  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
any  building. 

i?^,^Ttai,refrigerating  systems  employing  F-ll;  F-12  or 
P-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un¬ 
less  the  entire  system  is  confined  in  a  fireproof  machinery 
room,  used  for  no  other  purpose,  and  in  which  no  open 
flame  shall  be  employed,  except  that  the  Class  “C”  system 
containing  not  more  than  10  pounds  of  refrigerant  may  be 
used  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
of  the  building  by  a  tight  fitting  self-closing  door  or  doors 
•  pr°vided  with  a  window  or  windows  to  the  outside 
air.  All  open  flames,  and/or  apparatus  for  producing  an 
open  flame,  in  diet  kitchens  where  these  refrigerants  are 
used  shall  be  vented  to  the  outside  air  as  herinafter  re¬ 
quired  in  Paragraph  8. 

i7^^That  "grating  systems  employing  F-ll;  F-12  or 
P-114  may  be  installed  or  maintained  in  a  hospital  private 
room,  having  tight  partitions  and  tight  fitting  self-closing 
door  or  doors  and  where  not  more  than  two  persons  are 
Helpless  and/or  given  medical  treatment,  provided  there  is 
no  open  flame  and/or  apparatus  for  producing  an  open 

“ame  “J  such  r°oni  and  when  the  system  contains  not  more 
than  10  pounds  of  refrigerant. 

Tr^'i^Tuat„a  refrigerating  system  employing  F-ll;  F-12  or 
P-114  shall _  not  be  installed  or  maintained  in  a  theatre 
3  Plcture  theatre  unless  the  entire  system  is 

confined  in  a  fireproof  machinery  room,  used  for  no  other 
purpose,  and  m  which  no  open  flame  and/or  apparatus  to 
Pr®d such  open  flame  shall  be  employed 
p  1  i/u  a  refrigerating  system  employing  F-ll;  F-12  or 
p -114  when  used  in  a  room  or  rooms  in  which  there  is  an 
“  5ame  or  apparatus  to  produce  such  open  flame,  such 
open  flame  and/or  apparatus  shall  be  provided  with  a  hood 
and  independent  mechanical  ventilation  so  arranged  as  to 
produ.ct.s  of  combustion  to  the  outsfde  of  the 
7!d'ng.;  This  provision  shall  apply  only  to  diet  kitchens 

dLr^  ph  n!  and  '?  Class  C”  ?>"s,ems  in  *hools,  churches 
ShwavQ  io  r?°mS’  P°llCe  stations>  jads,  asylums, 

de  r  ^P/aSSeTr  dep0tj’  r°2ms  °Penin£  into  passenger 
bv  ih.  T?d/r  subwaYs  and  such  other  places  as  are  deemed 
lie  safety^  Commissloner  necessary  in  the  interest  of  pub- 

fl„?i>That  e^C-h,  ^frigerating  machinery  room  in  any 
building  in  which  F-ll;  F-12  or  F-114  are  used  shall  be 
maintained  vapor-tight  and  provided  with  tight  fitting  self- 
closmg  doors,  m  accordance  with  Section  220-1- (a) 

F-ll  -  F  i?t^eaph11rlf-ngeraVng  ^achinery  room  in  Which 
directlv  tn  th?  ™Vvi1S  ”sed’  sha11  be  adefluately  ventilated 
(2)  a-b-c  and  j  tSlde  air  ln  accordance  with  Section  220- 

Ik  Tests  pressures  and  setting  of  safety  valves  for  w? 
^"Vollows :  °r  ^  ^ 
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Refrigerant  Column  No.  1  Column  No.  2  Column  No  3 
F-H  25  15  15 

{■-}?,  120  !35 ' 

F-114  60  30  30 

•  12‘,  .TLhaXtbe  sJ,ze  of  Pressure  relief  valves  for  systems 

follows^  F  l1’  F"12  °r  F’114  iS  employed>  sha11  be  as 

Capacity  of  System  Number  Required 

UPto  £0tons  One  ^  inch 

30  to  60  One  44  “ 

60  to  100  “  One  1  “ 

;;  One  1J4  inches 

175  to  250  One  1  Vi  “ 

250  to  450  “  One  2  “ 

450  to  900  “  Two  2  “ 

13.  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con- 
form  with  Section  227-3  (e)  for  other  refrigerants. 

14.  lhat  all  other  sections  or  parts  of  Article  18  of  the 
Refngeratmg  Code  not  so  mentioned,  shall  be  complied 

15  That  refrigerating  systems  employing  F-ll,  F-12  or 

TniVif  rnstaJled  Pnor  to  May  19,  1932,  shall  be  inspected, 

nf  dffif  p-Und^t0  C01Fp-ly  Wlth  the  rules>  or  if  in  the  opinion 
oi  the  hire  Commissioner,  the  installations  are  of  a  non- 

wWkk  character-  a  Permit  may  be  issued.  Installations 
Kren  madeklm  hospitals,  theatres,  asylums  and 

with  these  ^les.aSSemb  y  ^  bC  made  t0  C°mpIy  Strictly 

fnr(H?P-^*Pifrmit’  ^her?  required,  shall  be  applied  for 

iWfhpgiLhOU7  .tfter  installation  is  completed,  contain- 
1”g„t5e  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system 

be(uL°„  fhe  sysr.eemigerant  SPedfied  fa  the  »'™il 

<11,  Refrigerating  systems  to  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
o  such  conditions  as  are  deemed  necessary  by  the  fire 
commissioner.  J  c 

§217.  Supervision. 

No  refrigerating  system  containing  more  than  fifty 

1 Sr-t0i  refngeran1 ;  shall  be  maintained  or  operated 
in  any  building  except  under  the  personal  supervision  di¬ 
rection  or  control  of  either  a  duly  licensed  engineer  or  a 

operate  ^urh  HaS  obtainfd  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings 

('200rnm,nrh!yStfm  r°"tamS  not  more  than  two  hundrld 
(^UU)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required.  y 

'  i-k-*-  jSS  C  system  as  hereinafter  permitted  for 

ofiDera?ed°rin  r°nhTak°u/UrpOSeS  sha11  be  maintained 

unde?  thldn  P?b  1C  bml.d.ing  or  exhibition  hall  except 

dthe?  ihH„iP  r°na  ,superyislon>  direction  or  control  of 
either  a  duly  licensed  engineer  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings  y 

Jci  ^P00  receipt  of  such  certificate  the  applicant  there- 

fdal  f?e  <RP5ay  aV,?nuaI  license  fee  as  follows:  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof  the  sum  of  $1  if 

such  renewal  be  applied  lor  within  thirty  day™  prior  to 
the  expiration  of  such  certificate.  Any  such  certificate  mav 
be  revoked  or  suspended  for  cause  at  any  time  bv  “he 
commissioner  of  buildings.  y 

§  2 1 8.  Classifications. 

The :  total  amount  of  refrigerant  common  to  a  svstem 
opemting  through  one  or  more  evaporators,  shall  be^on- 
dered  ‘he  capacity  of  the  system  and  determine  its  class, 
n  nnm  S  A,system  155  a  system  containing  one  thou- 

^ty(!^lrSacVorro°vferre£rigeraM'  « 

thWtl  nn\ClaSS  B  sys.tem  1S  a  system  capable  of  less  than 
sand  n3OOOr?nnCnflPaCltfy’  °f  .containing  Iess  than  one  thou- 
provided^ for  LTciafs  “d  °Ver  *he  am°U"tS 

than  >twenty^a(^3)'  ZunZ  n0t  m°r' 
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§219.  Permissible  Locations. 

(а)  No  Class  A  or  Class  B  systems  shall  be  mstalled 
in  any  public  building  as  defined  by  section  70,  article  4, ,  of 

he  Building  Code,  until  plans  have  been  filed  with  and 
approved  by  the  fire  commissioner,  and  no  refrigerant 
shall  be  placed  in  the  system  until  a  permit  has  been  ob¬ 
tained  from  the  fire  commissioner. 

(M  The  direct  method  of  refrigeration  shall  not  be 
used  in  any  building,  whether  or  not  a  permit  is  required 
for  installation  therein,  outside  of  the  rrfn£»tug :  » 
chinery  room  except  in  buildings  used  exclus*vely \ °r 
making  or  for  refrigerating  purposes  or  both;  when  not 
carried  above  the  first  floor  in  business  bu;ldmgs  in  the 
business  sections  of  business  buildings  provided  the  enti  e 
system  is  confined  to  one  floor  in  the  space  occupied  by  a 
single  tenant ;  in  the  business  section  of  a  residence  build- 
whmnot  carried  above  the  first  floor;  in  a  residence 
building  occupied  by  not  more  than  two  families  or  in  any 
building  provided  a  non-irritant  and  non-flammable  refr  g 

erant  is  used.  %  . 

(c)  No  brine  shall  be  used  in  any  brine  circulating  sys¬ 
tem  that  will  generate  flammable  vapor  at  a  temperatu  e 
below  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
open  cup  tester,  and  no  refrigerant  shall  be  used; «  a  bn?®- 

(d)  No  Class  A  system  using  ammonia  shall  Dein¬ 
stalled  or  maintained  in  any  building  above  the  first  floor 
level  unless  such  building  is  used  exclusively  for  icemakmg 

°r(e)fTs?emf  ou  demonstration  in  exhibition  halls  shall 
be  limited  to  the  unit  type  containing  not  more  than  ten 

(10)  pounds  of  refrigerant.  .  .  .. 

(f)  No  refrigerating  system  employing  an  irritant 

and/or  flammable  refrigerant  shall  be  installed  or  main- 

1  The  stairways,  halls,  lobbies,  entrances,  exits,  audi¬ 
toriums  of  any  building. 

2.  Dance  hall,  court  room,  police  station,  jail,  subway, 

theatre,  motion  picture  theatre. 

3.  Waiting  or  public  rooms  in  a  railroad  passenger 

depot  and/or  rooms  opening  directly  therein. 

4.  Rooms  opening  directly  into  a  subway,  and/or  the¬ 
atre,  and/or  motion  picture  theatre  and/or  where  persons 

are  detained  and/or  confined.  ,  .  , 

5.  A  school  unless  the  refrigerating  system  is  used  ex¬ 
clusively  for  instructions  or  research  purposes. 

6.  A  hospital  and/or  asylum  in  which  persons  are  con¬ 
fined  or  given  medical  treatment  and/or  helpless. 

7.  Unless  as  otherwise  required  by  this  section  the  re¬ 
frigerating  system  is  cut  off  from  the  building  by  un¬ 
pierced  fireproof  construction. 

The  aforementioned  provisions  do  not  apply  to  hermeti¬ 
cally  scaled  unit  systems  containing  not  more  than  six 

(б)  pounds  of  refrigerant  when  located  in  dance  halls, 
police  stations,  diet  kitchens  of  hospitals  and/or  laborato¬ 
ries  and  when  located  in  rooms  shut  off  from  the  resLj 
the  building  by  tight  partitions  and  tight-fitting,  solid, 
self-closing  door  or  doors  and  located  in  a  room  having  a 
window  to  the  outside  air. 

(g)  An  intermittent  absorption  type  of  refrigerating 
machine  shall  not  be  permitted  in  a  Class  A  system.  Such 
a  type  of  machine  shall  be  permitted  in  a  Class  B  system 
only  when  a  heating  medium  of  low  pressure  steam  is  used 

in  its  operation.  . 

(h)  The  use  of  methyl  and  ethyl  chloride,  sulphur  diox¬ 
ide,  or  a  hydro-carbon  refrigerant  will  not  be  permitted 

in  Class  A  systems.  , ,  . ,  ,  , 

(i)  A  Class  B  system  using  ethyl  chloride  or  a  hydro¬ 
carbon  refrigerant  shall  not  be  installed  or  maintained  in 
the  Borough  of  Manhattan  or  in  other  built-up  sections  of 
the  city.  Elsewhere,  it  shall  be  installed  or  maintained  only 
in  a  fireproof  building  of  not  more  than  one  story  in  height, 
and  shall  be  located  on  the  ground  floor,  which  shall  be  of 
unpierced  fireproof  construction.  The  refrigerating  ma¬ 
chinery  room  shall  be  cut  off  from  the  rest  of  the  building 
by  unpierced  fireproof  walls  of  not  less  than  eight  inches 


(8")  of  brick  or  six  inches  (6")  of  reinforced  concrete. 
Direct  exit  therefrom  leading  to  the  open  air  and  not  to 
any  other  part  of  the  building  shall  be  maintained  and 
shall  be  provided  with  vapor-tight,  self-closing,  fireproof 
door  or  doors. 

§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 

1.  Refrigerating  machinery  rooms. 

(a)  All  refrigerating  machinery  rooms  in  which  an 
irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en¬ 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room.  This  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 

which  it  opens.  .  .  . 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rooms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery 

room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  Ihe  ven¬ 
tilation  shall  consist  of  a  window  .  or  windows  opening 
directly  to  the  open  air,  or  mechanical  means  capable  ot 
exhausting  the  four  air  from  the  room.  ,  . 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
the  outer  air,  a  total  area  of  inlet  and  outlet,  respectively, 
of  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 

mentioned  table.  . 

(c)  When  mechanical  means  are  used  they  shall  consist 
of  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type  which  shall  be  capable  of  removing^  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col¬ 
umn  B  of  the  table  in  paragraph  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
less  than  that  specified  in  Column  C  of  the  above-men¬ 
tioned  table.  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  The  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  of 
the  refrigerating  machinery  room. 

(d)  


Pounds  of 
Refriger¬ 
ant  in 
System. 


Mechan¬ 
ical  Cu. 
Ft.  per 
Minute 
Discharge 


Window  Area 
Meehan-  in  Sq.  Ft. 
ical  Sq.  for  each 
Ft.  Duct  Opposite 
Area.  Side. 


Window  Area 
in  Sq.  Ft.  for 
One  Side 
Only. 


A 

B 

C 

D 

Up  to  ...  20 

150 

1/4 

1 

50 

250 

1/3 

1  1/2 

100 

400 

1/2 

2 

150 

550 

2/3 

2  1/2 

200 

680 

2/3 

3 

250 

800 

1 

3  1/2 

300 

900 

1 

4 

400 

1,100 

1  1/4 

4  1/2 

500 

1,275 

1  1/4 

5 

600 

1,450 

1  1/2 

6 

700 

1,630 

1  1/2 

6  1/2 

E 

6 

12 

16 

19 

25 

29 

32 

38 

42 

45 

48 
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800 

900 

1,000 

1,250 

1.500 
1,750 
2,000 

2.500 
3,000 
4,000 
5,000 
6,000 
7,000 
8,000 
9,000 

10,000 

12,000 

14,000 

16,000 

18,000 

20,000 

25,000 

30,000 

35,000 

40,000 

45,000 


1,800 

1,950 

2,050 

2,350 

2,800 

3.150 

3.500 

4.150 

4.500 

6,000 

7.500 
9,000 

10,500 

12,000 

13,000 

14,000 

17,000 

19,000 

22,000 

24,000 

26,000 

33,000 

39,000 

44,000 

51,000 

56,000 


2 

2 

2 

2 

2 

3 

3 

4 
4 
6 
7 
9 

10.5 

12 

13 

14 
17 
19 
22 
24 
26 
33 
39 
44 
51 
56 


1/2 


1/4 

1/2 

1/2 

1/2 

1/2 


7 

7 

8 

9 

11 

12  1/2 
14 
16 
18 
24 
30 
36 
42 
48 
52 
56 
68 
75 
86 
92 
100 
121 
142 
155 
176 
190 


51 

55 

59 

68 

78 

87 

95 

113 

130 

167 

204 

241 

278 

315 

342 

360 

425 

470 

540 

580 

630 

760 

870 

940 

1,060 

1,120 


least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (50)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room. 


Refrigerant. 


Col.  1. 

High 

Pressure 

Side. 


Col.  2.  Col.  3. 
Low  Pressure  Side. 


1,500 

1,050 

300 

250 

155 

135 

90 

75 

30 

12 

12 

12 


With 

Safety 

Valves. 

750 

520 

150 

115 

80 

100 

45 

35 

15 

12 

12 

12 


Without 

Safety 

Valves. 

1,000 

760 

225 

175 

120 

100 

70 

50 

25 

12 

12 

12 


Note— Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require- 
ments  specified  in  columns  “D”  and  “E”  of  this  table. 

.  ^  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed  the  requirements  as  given  in  table  (d)  mav 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
th«  /efngerant  no  ventilation  shall  be  required. 

(  )  In  lieu  of  mechanical  means  of  ventilation  in  re- 
ng  ™a.chlnery  room  or  rooms  where  a  Class  A 
fys.tem  a  C  ass  ?  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  >inch  (y4y  orifice  spaced  not  more  ££ 

m  any  direction,  and  such  system  shall  be 
°Ca^d  f°VG  a!-1  the  refngerating  apparatus  and  piping 
EL? e,r ^efngeratmg  machinery  room.  Not  more  than  one 

1  in'Jh5 b*  in,stal!ed  on  a  M-inch  pipe;  five  heads  on  a 
tem  ^  P?eK Slx  heads  on  a  1^-inch  pipe.  The  deluge  sys- 
sunnW  ol  be  Permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
mch  can  be  maintained  on  the  inlet  side  of  the  mabcon- 
tro1  valve  or  valves  at  all  times.  The  control  valve  Sr 

onSrat  ]°r  SMCh  Wate-r  dduge  system  sha11  he  manually 
°J5cr.a,ted>  easdy  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

§221.  Open  Flames  and  Electrical  Equipment. 

»  c  .  1-  Open  flames, 

or  R  hre-name  or  arc  light  will  be  permitted  in  a  Class  A 

refrVra^TuTed."13  y  r°°m  in  which  a 

(  .  2-  Electrical  equipment. 

•  ■  Class  A  and  B  systems  refrigerating-  systems 

Se?  S 

Can  bC  qUick'y  r“ched  in 

♦ bere  °Peratmg  mechanism  in  any  system  is 


Carbon  dioxide  . 

Ethane  . 

Ammonia  . 

Propane  . 

Methyl  chloride  . 

Sulphur  dioxide  . 

Iso-butane  . 

Butane  . 

Ethyl  chloride  . 

Dichloromethane . 

Dichloroethylene  . 

Trichloroethylene  . 

§223.  Piping. 

I.  Piping. 

(a)  All  piping  liquid  receivers  or  vessels  containing  the 
mam?fJitnt,Tn-a  be  s.uPPortcd  on  or  by  strong  and  durable 
SalTations  ThlS  prOV1S1°n  shaI1  not  aPPly  to  Class  C  in- 

(b)  The  arrangement  of  stop  valves,  relief  devices  etc 

-h-USed  shaI1-  be  as.  shown  on  the  diagram  for  Class  A 
and  B  systems  in  section  228. 

nVnry  sy®tem,  whi.ch  may  be  charged  after  installa¬ 
tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

Cy  °valves^and 

by1io!ter™w%tagadequately  protec,ed  against 

§224.  Safety  Devices. 

1-  Construction  and  setting. 

runtime  re  reLie,f,  V,alves’  Pressure  limiting  devices  and 

upture  members  shall  be  set  to  prevent  the  pressure  ex- 

?eedAn?  thre  tef  preisu,[e,  ^he  pressure  at  which  the  device 
222  } A  function  shall  be  indicated  thereon.  (See  section 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 
re  lef  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
°!p5equired.sf5  are  used-  and  so  arranged  that  only  one 
any  one  tit  “  ““  be  CUt  °ff  for  repair  Proses  * 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 

and  tn  which  the  pressure  will  equalise  throughout  the 
system  when  the  oressnre  mnmlmr  _  L  me 


SSg  ft  f, ShaI1  a  c'-edUdrcu“,r°N^h?„r?erUeJn 

of^efri^erating  machin^  ^  ^ 

§222.  Testing. 

sur^ga^es^J^rn^Y  refldgeratin£  system,  except  pres- 
gauges  and  control  mechanism,  shall  be  tested  to  at 
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system  when  the  pressure  imposing  element  s  noTinopera! 

tion  may  be  protected  by  only  o -  ■■  -  -P 

located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

<a\  V hu  l0W  P^es,sur?  side  of  a  Class  A  ammonia  sys¬ 
tem  shall  be  provided  with  a  hand-operated  valve  for  dis¬ 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency. 

,Tne  amm°nia  mixer  shall  be  constructed  of  steel 

fif?  r cnl  be  caPable  °f  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch 

(c)  No  valve  shall  be  located  in  the  ammonia  emergency 

CPt  t5C  manually-operated  valve  discharg- 
g  into  the  water  and  ammonia  mixer,  but  there  may  be 
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one  stop  valve  located  inside  the  building  for  repair  pur¬ 
poses  only.  This  valve  shall  be  sealed  open  and  labeled 

Vd?  manually  operated  pressure  relief  valve  shall  be 

located  in  a  locked  box  which  can  be  opened  by  members  ot 
the  Fire  Department  by  means  of  a  Fire  Department  key. 
The  door  of  the  box  shall  be  on  the  public  thoroughfare 
side  of  the  building  in  an  easily  accessible  location  and  not 
less  than  eighteen  (18)  inches  or  more  than  five  (5)  tee 
above  the  sidewalk  level.  The  box  shall  be  permanently 
labeled  having  letters  of  not  less  than  one  (1)  inch  reading 
“For  Fire  Department  Use  Only.”  The  relief  valve  shall  be 
labeled  “Ammonia.”  A  sign  shall  be  posted  within  the  box 
reading  “Do  Not  Open  Valve  Until  Water  Is  Flowing. 

(e)  A  single  standard  three  (3)  inch  fire  department 
connection  shall  be  provided  through  which  the  necessary 
water  may  be  supplied  to  the  mixer.  The  fire  department 
connection  shall  be  located  near  the  box  and  not  less  than 
eighteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
above  the  sidewalk  level  and  shall  be  permanently  labeled 
having  letters  not  less  than  one  (1)  inch  reading  To  Am¬ 
monia  Mixer.”  A  check  valve  so  set  as  to  prevent  gases 
from  reaching  the  fire  department  connection  shall  be  in¬ 
stalled  in  the  water  line  between  the  fire  department  con¬ 
nection  and  the  water  and  ammonia  mixer. 

(f)  The  fire  department  shall  have  sole  use  of  the 
mixer  and  supply  the  necessary  water. 

(g)  In  systems  using  over  twenty-seven  thousand 
(27,000)  pounds  of  ammonia  there  shall  be  provided  one 
additional  water  and  ammonia  mixer  for  each  twenty-seven 
thousand  (27,000)  pounds  of  ammonia  or  fraction  thereof 

so  used  in  excess.  . 

(h)  The  ammonia  mixer  and  its  connection  for  a  Class 
A  system  shall  conform  to  the  diagram  in  section  228. 

§225.  Size  of  Safety  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  be  as  follows  : 


-TO  OUTWO*  ATOIOJ.—  rt* 


Capacity 
of  System. 


CO2  and 
Ethane,  No. 
Req.,  Size. 


Other 

Refrigerants, 
No.  Req.,  Size. 


Up 

to 

30 

tons . 

I—V2" 

1- 

30 

to 

60 

tons . 

1 —y? 

1- 

-Vi 

60 

to 

100 

tons . 

i-y2” 

1- 

-r 

100 

to 

175 

tons . 

l-1//" 

1- 

-\y* 

175 

to 

250 

tons . . 

, . . .  1—3,4" 

1- 

-vyr 

250 

to 

450 

tons . . 

1—1" 

1- 

-2" 

450 

to 

900 

tons . 

2- 

-2" 

(b)  Where  rupture  members  are  permitted  and  used,  the 
equivalent  area  of  the  relief  valve  specified  must  be  pro¬ 
vided. 

(c)  Fusible  plugs  may  be  used  on  all  Class  C  systems 
and  on  all  Class  B  systems  of  the  hermetically  sealed  com¬ 
pression  type  containing  not  more  than  fifty  (50)  pounds 
of  refrigerant.  The  free  discharge  opening  shall  be  one- 
sixteenth  (1/16)  inch  in  diameter. 

§226.  Location  and  Discharge  of  Safety  Devices. 

1.  Location. 

(a)  A  pressure  limiting  device  shall  be  provided  on  the 
high  pressure  side  of  each  water-cooled  refrigerating  sys¬ 
tem  containing  more  than  six  (6)  pounds  of  refrigerant. 
A  pressure  relief  valve  shall  be  provided  on  the  high  pres¬ 
sure  side  of  each  water-cooled  refrigerating  system  con¬ 
taining  twenty  (20)  pounds  or  more  of  refrigerant,  but  it 
shall  not  be  necessary  to  discharge  the  refrigerant  to  the 
outside  air  or  water  tank  from  any  such  refrigerating  sys¬ 
tem  containing  fifty  (50)  pounds  or  less  of  refrigerant,  any 
other  provision  of  this  chapter  to  the  contrary  notwith¬ 
standing. 

(b)  Each  compressor  or  generator  of  a  Class  A  or  B 
system  containing  more  than  100  pounds  of  refrigerant 
shall  be  protected  by  a  pressure  relief  valve  connected  into 
the  high  pressure  side  between  the  main  stop  valve  and  the 
compressor  or  generator  to  relieve  excessive  pressure  as 
hereinafter  provided. 
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(c)  A  rupture  member  may  be  substituted  for  the  relief 

valve  in  C02  systems  or  systems  operating  below  atmos¬ 
pheric  pressure.  ... 

(d)  Shell  type  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  of 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(SO)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 
off  by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided.  _  _ 

(e)  Class  C  systems  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  sd  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
as  that  generated  in  a  fire,  they  may  burst  due  to  the  ex¬ 
pansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 
relief  device. 

(f)  A  pressure  relief  valve  will  be  required  on  the  low 
pressure  side  of  a  Class  B  system  into  which  the  relief 
valve  or  valves  on  the  high  pressure  side  discharge,  as  so 
shown  on  equipment  diagram  of  section  228-2. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  224,  3. 
If  it  is  discharged  to  the  outside  atmosphere  it  must  be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
grade.  The  discharge  from  more  than  one  relief  valve 
may  be  run  into  a  common  header,  the  area  of  which  shall 
be  equal  to  the  area  of  the  pipes  connected  thereto.  The 
outlet  orifice  shall  be  turned  downward. 

(b)  Where  more  than  fifty  (50)  pounds  of  ammonia 
is  used  in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  for 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
be  used  for  no  purpose  except  ammonia  discharge.  At 
least  one  gallon  of  fresh  water  shall  be  provided  for  every 
pound  of  ammonia  contained  in  the  system.  The  water 
used  shall  be  prevented  from  freezing  without  the  use  of 
salt  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  (}£)  of  No.  11  U.  S. 
gauge  iron.  No  horizontal  dimensions  of  the  tank  shall  be 
greater  than  one-half  ()4)  the  height.  The  tank  shall  have 
a  hinged  cover  or,  if  of  the  enclosed  type,  shall  have  a 
vent  hole  at  the  top.  All  pipe  connections  shall  be  through 
the  top  of  the  tank  only.  The  discharge  pipe  from  the 
pressure  relief  valves  shall  discharge  the  ammonia  in  the 
center  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
securely  supported  as  any  other  portion  of  the  system. 
There  shall  be  no  opening  in  the  tank  below  the  water  level. 

(c)  Where  more  than  fifty  (50)  pounds  of  any  re¬ 
frigerant  other  than  ammonia  is  used  the  discharge  from 
relief  valves  shall  be  to  the  atmosphere  as  specified  for 
Class  A  ammonia  systems.  Carbondioxide  may  be  dis¬ 
charged  into  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used. 

(d)  Arrangements  of  pressure  relief  devices  for  Class  A 
and  B  systems  shall  conform  to  the  diagrams  in  section  228. 

§227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos¬ 
pheric  pressure  shall  be  provided  with  at  least  two  helmets 
or  masks. 

(b)  In  a  Class  B  system  in  which  more  than  fifty  (50) 
pounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re¬ 
frigerant  is  used,  there  shall  be  provided  at  least  one  hel¬ 
met  or  mask. 

(c)  Only  helmets  or  masks  that  have  been  approved  by 
the  United  States  Bureau  of  Mines  as  suitable  for  the 
refrigerant  employed  shall  be  used,  and  they  shall  be  kept 
in  operative  condition  in  an  easily  accessible  case  or  cab¬ 
inet  located  immediately  outside  the  refrigerating  machin¬ 
ery  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  more 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  painted 
on  and  affixed  in  a  permanent  manner  to  the  main  steam 
control,  main  electrical  and  remote  control  switches,  re¬ 
ceivers,  condensers,  shell  type  coolers,  signs  having  letters 
not  less  than  one  and  one-half  inches  (1^4")  high,  desig¬ 
nating  the  part  and  refrigerant  contained,  therein. 

(b)  The  seller  of  every  Class  A  or  B  system  shall  fur¬ 
nish  the  purchaser  with  a  sign  bearing  his  name  at  least 
8/4"  by  11"  in  size,  which  gives  the  rated  refrigeration 
capacity  and  the  quantity  and  kind  of  refrigerant  required 
for  the  satisfactory  operation  of  the  system  and  the  pur¬ 
chaser  shall  conspicuously  and  permanently  display  this 
sign  in  the  machinery  room.  The  quantity  and  name  of 
the  proper  refrigerant  content  and  the  rated  refrigeration 
capacity  shall  be  stamped  on  all  Class  C  systems  near  to 
or  on  the  name  plate. 

(c)  The  following  information  shall  be  posted  in  Class 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  of 
refrigerant  is  used:  (a)  The  names  and  addresses  of  the 
engineers  or  operators  in  charge;  (b)  Location  of  nearest 
fire  alarm  box ;  (c)  The  name,  address  and  telephone  number 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instruc¬ 
tions  for  safely  shutting  down  the  plant  in  case  of  emer¬ 
gency. 

3.  Storage  of  refrigerant. 

(a)  Refrigerant  not  contained  in  the  refrigerating  system 
shall  be  stored  only  in  flammable  or  irritant  containers  con¬ 
forming  to  the  regulations  prescribed  by  the  Interstate  Com¬ 
merce  Commission  for  the  transportation  of  such  refrigerant. 

(b)  Only  two  containers  holding  not  more  than  a  total 
of  three  hundred  (300)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
rooms  of  a  Class  A  system. 

(c)  Only  one  container  holding  not  more  than  one  hun¬ 
dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
room  of  a  Class  B  system. 

(d)  In  a  Class  C  system  no  refrigerant  other  than  that 
used  in  the  system  shall  be  stored  in  the  refrigerating 
machinery  room. 

(e)  If  a  greater  amount  of  flammable  or  irritant  re¬ 
frigerant  is  desired  other  than  that  permitted  in  a  refrig¬ 
erating  machinery  room,  it  shall  be  stored  in  a  fireproof 
building  or  enclosure  used  for  no  other  purpose. 

(f)  When  the  refrigerant  is  withdrawn  from  a  system 
it  shall  be  discharged  into  a  suitable  absorbent  or  con¬ 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  such 
refrigerant.  No  refrigerant  shall  be  permitted  to  escape 
into  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  system 
except  during  period  of  charging  or  withdrawing  the  re¬ 
frigerant. 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 

Adopted  by  the  Board  of  Aldermen  December  13,  1927. 

Received  from  his  Honor  the  Mayor  December  30,  1927, 
without  his  approval  or  disapproval  thereof ;  therefore,  as 
provided  in  section  40  of  the  Greater  New  York  Charter, 
the  same  took  effect  as  if  he  had  approved  it. 

ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refuse 
to  comply  with  any  provisions  of  this  chapter,  in  addition 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall, 
upon  conviction,  be  punished  by  a  fine  of  not  more  than 
$500  or  by  imprisonment  not  exceeding  six  months,  or  by 
both  such  fine  and  imprisonment. 
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FACTORY  EXIT  RULES  ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS 
FEBRUARY  23,  1927,  AND  AMENDED  JANUARY  15,  1932. 


(64-27-SR) 

STANDARD  FACTORY  EXITS 
Section  1 — Fire  Escapes. 

Rule  1.  In  any  building  erected  prior  to  October  1, 
1913,  now  occupied  or  to  be  occupied  as  a  factory,  more 
than  five  stories  in  height  and  not  exceeding  nine  stories 
in  height,  nor  in  any  case  more  than  90  ft.  from  curb  level 
to  top  floor  level,  one  of  the  required  means  of  exit  or 
escape  under  Section  271-1  of  the  Labor  Law  may  con¬ 
sist  of  an  outside  fire  escape,  provided  that : 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
with  all  the  provisions  of  Section  273,  labor  law,  and  in 
addition  thereto : 

(1)  The  balconies  and  stairs  shall  be  protected  on 
the  outside  by  substantial  railings  to  a  height  of  at 
least  4  ft.  6  in.,  measured  from  floor  of  balcony  or 
center  of  stair  tread,  constructed  of  bars  at  least  one- 
half  ( y2 )  inch  in  diameter,  spaced  not  more  than  six 
(6)  inches  on  centers,  or  of  substantial  grille  work,  or 
of  screening  not  less  than  No.  10  U.  S.  gauge  wire 
with  not  more  than  one  and  one-half  (1^4)  inch  mesh, 
all  rigidly  braced ; 

(2)  When  there  is  safe  egress  from  the  roof  of  the 
building  to  any  adjoining  structure,  the  fire  escape 
stairway  shall  continue  to  the  roof,  and  if  there  be  no 
safe  means  of  egress,  a  gooseneck  ladder  shall  be  pro¬ 
vided  from  the  top  story  balcony  to  the  roof. 

(b)  Any  such  fire  escape  erected  prior  to  October  1, 
1913,  shall  conform  in  every  respect  with  the  requirements 
of  paragraph  (a)  of  this  rule,  except  that  balconies  may 
be  not  less  than  3  feet  in  width ;  the  connecting  stairs  not 
less  than  20  inches  in  width,  and  placed  at  an  angle  not 
exceeding  60  degrees  if  the  building  is  not  over  six  stories 
in  height,  otherwise  at  an  angle  of  45  degrees. 

Rule  2.  In  any  building  erected  prior  to  October  1, 
1913,  now  occupied  or  to  be  occupied  as  a  factory,  five 
stories  or  less  in  height,  one  of  the  required  means  of  exit 
under  Section  271  of  the  Labor  Law  may  consist  of  an 
outside  iron  fire  escape,  provided  that : 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
with  all  the  provisions  of  Section  273,  Labor  Law. 

(b)  Existing  fire  escapes  shall  comply  with  all  the  pro¬ 
visions  of  Section  274,  Labor  Law  and  in  addition  thereto 

(1)  The  balconies  shall  be  not  less  than  3  feet  in 
width. 

(2)  The  rails  around  balconies  and  well  holes  and 
on  stairways  shall  be  not  less  than  3  feet  in  height. 

(3)  Passageways  on  the  balconies  shall  be  not  less 
than  14  inches  in  the  clear. 

(4)  At  least  one  opening  to  each  balcony  shall  be 
a  single  fireproof  casement  door  at  least  2  feet  wide 
and  at  least  6  feet  in  height,  except  that  where  the 
distance  between  the  sill  and  lintel  will  not  permit 
of  an  opening  6  feet  in  height,  a  casement  door  not 
less  than  4  ft.  6  in.  in  height  will  be  permitted. 

Rule  3.  The  single  fireproof  casement  doors  leading  to 
all  fire  escape  balconies  shall  open  out  and  shall  be  self¬ 
closing.  An  easily  operated  door  lock  with  knobs  on  both 
sides  of  the  door  shall  be  provided. 

Such  fire  doors  may  be  at  window  sill  level  if  fixed  iron 
step  at  least  two  feet  wide,  with  risers  not  exceeding 
eight  (8)  inches,  and  treads  not  less  than  eight  (8)  inches 
are  provided  on  the  inside  from  floor  level  to  sills  properly 
secured. 

Rule  4  (a).  Any  such  fire  escape  erected  subsequent 
to  October  1,  1913,  and  prior  to  these  rules  taking  effect, 


unless  previously  accepted  as  one  of  the  required  means 
of  exit  or  escape  by  the  administrative  official  having  jur¬ 
isdiction,  shall  conform  in  every  respect  to  the  provisions 
of  these  rules. 

(b)  A  fire  escape  shall  not  hereafter  be  accepted  as  con¬ 
stituting  one  of  the  required  means  of  exit  or  escape  under 
Section  271-1  of  the  Labor  Law,  in  any  building  erected 
prior  to  October  1,  1913,  now  occupied  or  to  be  occupied  as 
a  factory,  exceeding  nine  stories  in  height,  or  more  than 
90  feet  from  curb  level  to  top  floor  level. 

Rule  5.  All  fire  escapes  shall  be  maintained  struc¬ 
turally  safe,  properly  painted,  and  kept  clear  of  all  obstruc¬ 
tions. 

Section  2 — Enclosure  of  Factory  Stairways. 

Rule  6.  Except  as  herein  provided,  in  all  factory  build¬ 
ings  five  stories  or  less  in  height,  erected  prior  to  October 
1,  1913,  in  which  there  are  more  than  twenty-five  persons 
employed  above  the  second  story,  all  interior  stairways, 
serving  as  required  means  of  exit,  and  the  landings,  plat¬ 
forms  and  passageways  connected  therewith,  shall  be  en¬ 
closed  on  all  sides  by  partitions  of  fire-resisting  material 
extending  continuously  from  the  lowest  point  of  the  stair¬ 
way  in  accordance  with  the  following  schedule : 


Number 

of 

stories 

Contents 
combustible, 
no  sprinkler 

Contents  non¬ 
combustible 
no  sprinkler 

Contents 
combustible, 
and  sprinkler 

Contents  non¬ 
combustible 
and  sprinkler 

Three 

Stairways 

Enclosed 

Four 

Stairways 

Enclosed 

Stairways 

Enclosed 

Five 

Stairways 

Enclosed 

Stairways 

Enclosed 

Stairways 

Enclosed 

The  term  “contents”  as  used  above  means  articles,  goods, 
wares  and  merchandise,  packed,  stored,  manufactured  or  in 
the  process  of  manufacture. 

The  term  “combustible”  as  used  above  means  articles, 
goods,  wares  or  merchandise  which  will  burn  or  support 
combustion. 

The  term  “sprinkler”  as  used  above  means  an  adequate 
automatic  sprinkler  equipment  installed  and  maintained  in 
good  working  order  on  each  floor. 

The  term  “story”  as  used  above  means  that  part  of  a 
building  between  any  floor  and  the  floor  or  roof  next 
above ; — the  first  story  is  that  part  of  a  building  which  is 
more  than  50  per  cent  above  the  floor  below  and  the  floor 
next  above  the  curb  or  average  grade  level. 

Where  the  stairways  extends  to  the  top  floor  of  the 
building,  such  partitions  shall  extend  to  the  under  side  of 
the  roof  boarding.  That  portion  of  the  under  side  of  the 
roof  beams  within  the  stair  enclosure  shall  be  covered  with 
fire-resisting  material,  except  in  buildings  with  roofs  of 
non-combustible  material,  in  which  case  the  partitions  may 
stop  at  the  under  side  of  he  roof. 

Where  the  stairway  is  required  to  extend  to  the  roof, 
the  enclosure  shall  be  so  built  as  to  form  a  bulkhead.  The 
enclosure  shall  be  ventilated  by  a  skylight  in  the  roof  with 
louvres  or  ventilators,  or  exterior  windows  with  ventilating 
sections  at  the  top  floor. 

All  openings  in  such  partitions  shall  be  provided  with 
approved  self-closing  fire  doors,  except  where  such  open¬ 
ings  are  in  the  exterior  wall  of  the  building. 
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The  bottom  of  the  enclosure  shall  be  of  fireproof  mate¬ 
rial  at  least  four  inches  thick  unless  the  partition  extends 
to  the  cellar  bottom. 

A  horizontal  exit,  as  defined  in  section  267  of  the  Labor 
Law,  will  be  accepted  as  a  compliance  with  this  rule  when 
both  sides  of  the  fire  wall  or  walls  are  occupied  on  any 
factory  floor  by  the  same  occupant. 

Rule  7.  Where  there  are  occupancies  on  any  story 
or  part  of  a  story  involving  the  storage  or  use  below  the 
top  story  of  the  following  materials  and  exceeding  the 
amount  specified,  and  there  are  more  than  5  persons  em¬ 
ployed  at  manufacturing  above  such  occupancy,  the  interior 
stairway  serving  as  required  means  of  egress  shall  be  en¬ 
closed  on  that  story  with  fire-resisting  material  from  floor 
to  under  side  of  floor  above,  including  any  exposed  stair 
soffits,  landings  and  passageways;  openings  shall  be  pro¬ 
vided  with  approved  self-closing  fire  doors. 

Nitrocellulose  in  any  shape  or  form,  10  pounds. 

Volatile  inflammable  oils,  1  gallon. 

Volatile  inflammable  mixtures,  5  gallons. 

Combustible  mixtures,  10  gallons. 

Paints,  varnishes  and  lacquers,  10  gallons. 

Upholstering  or  mattresses,  manufacturing  or  repairing. 

Cotton,  rag  and  paper  sorting,  1  ton. 

Paper  box  manufacturing. 

Restaurants  and  lunch  rooms  with  cooking  (not  includ¬ 
ing  tea,  coffee  or  similar  beverages). 

The  Board  shall  rule  upon  new  occupanies  as  they  arise 
and  pass  upon  points  under  dispute. 

When  more  than  two  stories  are  to  be  segregated,  as 
above,  the  entire  stairway  shall  be  enclosed  in  fire-resistmg 
material  where  there  are  more  than  5  persons  employed  at 
manufacturing  above  the  first  story. 

Rule  8.  Required  Exits  and  Enclosures  of  Stairways  in 
Two- Story  Factory  Buildings. 

1.  Required  Exits. — In  every  two-story  factory  build¬ 
ing  erected  prior  to  October  1,  1913,  in  which  more  than 
five  persons  are  employed  at  manufacturing,  there  shall  be 
provided  from  each  story  at  least  two  means  of  exit  or 
escape  from  fire  remote  from  each  other  one  of  which 
from  every  floor  above  or  below  grade  shall  lead  to  or 
open  on  an  interior  stairway  which  shall  be  enclosed,  as 
hereinafter  provided,  or  on  an  exterior  enclosed  stairway. 
The  other  may  lead  to  such  a  stairway,  or  to  a  horizontal 
or  grade  exit,  or  to  an  exterior  screened  stairway,  or  to  a 
fire  escape  conforming  to  section  273,  Labor  Law,  or  rule  2 
of  these  rules.  Except  that  exit  door  shall  be  a  fire  door 
with  substantial  steps  to  the  sills  properly  secured  when  si 
is  more  than  8  inches  above  the  floor  level ;  and  where 
there  is  no  safe  egress  from  the  roof,  a  gooseneck  ladder 
shall  be  provided  from  top  balcony  to  the  roof,  except  on 
the  front  of  buildings. 

Unobstructed  egress  from  the  foot  of  the  fire  escape  or 
exterior  screened  stairway  shall  be  as  required  by  section 
273,  Labor  Law,  or  to  open  adjoining  yard  with  egress  to 
the  street.  No  point  on  any  floor  of  such  building  shall  be 
more  than  one  hundred  and  fifty  (150)  feet  distant  from 
such  an  exit. 

Rule  9.  Enclosure  of  Stairways— In  two-story  build¬ 
ings  where  there  are  occupancies  on  any  story  or  part 
of  a  story  involving  the  storage  or  use  below  the  top  story 
of  any  of  the  materials  exceeding  the  amounts  specified  in 
Rule  7  and  there  are  more  than  5  persons  employed  at 
manufacturing  above  such  occupancy,  all  interior  stairways 
serving  as  required  means  of  exit  shall  be  enclosed  from 
the  lowest  point  of  such  stairway  to  the  ceiling  of  the  first 
floor  by  partitions  of  fire-resisting  material,  unless  the 
building  is  provided  with  a  wet  sprinkler  system,  in  which 
case  such  enclosure  of  stairways  shall  not  be  required. 
Such  enclosures  shall  lead  directly  to  a  door  opening  out¬ 


wardly  to  a  street  or  road,  or  an  open  area  affording  unob¬ 
structed  passage  to  a  street  or  road.  All  openings  in  such 
enclosure  shall  be  provided  with  fire  doors  equipped  with 
self-closing  devices. 

All  reference  herein  to  “Enclosure  of  Stairways”  shall  be 
considered  as  applying  only  to  required  stairways. 

Rule  10.  Storage  of  Combustible  Material  Within 
Factory  Stairway  Enclosures. 

In  all  factory  buildings  no  articles  or  wares  of  any  nature 
shall  be  kept  or  stored  inside  the  limits  of  any  stairway 
enclosure  or  unenclosed  stairway,  or  on  the  landings,  plat¬ 
forms  or  passageways  connected  therewith. 

But  this  shall  not  prohibit  the  erection  and  maintenance 
of  a  stand  to  be  built  of  incombustible  material  and  wire 
glass  or  J4-inch-thick  plate  glass  for  the  retail  sale  of  cigars, 
cigarettes  and  tobacco  and  candies  in  original  packages  or 
daily  newspapers  in  the  public  hall  or  corridor  on  the  first 
story  of  any  building  provided  there  is  no  open  flame.  All 
portions  of  the  stand  and  any  portion  of  any  permitted  ac¬ 
cessory  use  to  same  shall  be  set  back  at  least  18  inches 
from  the  outside  line  of  travel  of  the  required  legal  width 
of  exit.  Each  such  stand  shall  be  provided  with  at  least 
one  approved  2)4-gallon  chemical  fire  extinguisher. 

Section  3 — Safe  Egress  from  Roofs  of  Factory 
Buildings. 

Rule  11.  Interior  stairways  serving  as  required  means 
of  exit  in  factory  buildings  erected  after  October  1,  1913, 
and  not  exceeding  five  stories  in  height,  and  in  buildings 
erected  before  October  1,  1913,  now  occupied  or  to  be 
occupied  as  a  factory,  shall  not  be  required  to  extend  to  the 
roof  where  there  is  no  safe  egress  from  the  roof,  under 
Sections  270,  271  and  272,  Labor  Law. 

(a)  When  the  roofs,  or  the  top  of. .the  parapet  wall  of 
an  adjoining  building  are  more  than' eight  feet' below  or 
more  than  five  feet  above  the  top  of  the  parapet  wall  of 
the  building  in  question,  and  there  is  no  outside  party  wall 
fire  escape,  party  wall  exterior  screened  stairway,  party 
wall  balconies  or  bridges,  or  where  any  outside  exits  do 
not  connect  to  adjoining  buildings  at  roof  level,  or  where 
there  are  no  unbarred  window  openings  five  feet  above  the 
roof  or  parapet  wall  of  the  building  in  question. 

(b)  When  the  roof  of  the  building  in  question  has  a  pitch 
exceeding  one  foot  in  six  feet  of  horizontal  run. 

Rule  12  (a).  When  there  is  no  safe  egress  from  the 
roof,  as  above  described,  there  shall  be  in  all  cases  at  least 
a  double-rung  ladder  at  the  top  of  the  interior  stairway, 
and  within  the  interior  stairway  enclosure  when  stairway  is 
enclosed.  Such  ladder  shall  be  at  least  18  inches  in  width 
and  shall  be  properly  secured  at  top  and  bottom.  The  lad¬ 
der  shall  lead  to  a  scuttle  opening  not  less  than  2  feet  by  3 
feet  or  be  of  such  additional  area  as  may  be  required  to 
provide  ample  head  room.  The  scuttle  cover  shall  be  hinged 
and  of  light  weight  construction,  or  be  counter-balanced. 
An  easily  operated  hook  may  be  provided  on  scuttle  cover. 

(b)  Where  the  stair  bulkhead  door  opens  within  10  feet 
from  the  open  edge  of  the  roof,  an  iron  railing  properly 
braced  at  least  3  feet  high  and  at  least  10  feet  long  shall  be 
provided  at  the  edge  of  roof. 

SUBSTANDARD  FACTORY  EXITS 

Section  4 — Fire  Escapes. 

Rule  13.  When  in  addition  to  the  required  exits  from 
any  factory  or  factory  building,  there  exist  other  means  of 
egress  which  are  not  entirely  in  accordance  with  the  re¬ 
quirements  of  the  Labor  Law  and  the  Rules  of  the  Board 
of  Standards  and  Appeals,  such  means  of  egress  may  be 
retained  under  the  following  conditions : 

(a)  Fire  Escapes. — All  substandard  fire  escapes  on  fac¬ 
tory  buildings  shall  be  maintained,  structurally  safe,  prop¬ 
erly  painted,  and  with  the  openings  leading  thereto,  kept  in 
good  repair. 
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In  lieu  of  a  counter-balanced  stairway,  a  drop  ladder  in 
guides  with  a  back-drop  gravity  hook  may  be  provided. 

The  drop  ladder  shall  be  of  sufficient  length  to  reach 
from  the  lowest  balcony  to  the  ground  or  safe  landing 
place,  with  a  passageway  opening  cut  in  the  balcony  rail, 
which  rail  shall  be  properly  braced. 

When  such  substandard  fire  escapes  are  located  in  a 
court,  side  or  rear  of  a  building,  proper  egress  to  a  point 
of  safety  shall  be  provided,  either  to  open  adjoining,  yards, 
or  the  lowest  balcony  may  be  connected  to  an  adjoining  fire 
escape,  exterior  stairway,  to  the  roof  of  adjoining  exten¬ 
sions,  or  other  means  of  egress  satisfactory  to  the  authori¬ 
ties  having  jurisdiction. 

Substandard  fire  escapes  shall  be  kept  clear  of  all  ob¬ 
structions,  shall  not  be  used  for  fire  drills,  and  shall  not  be 
considered  as  a  basis  for  increase  in  occupancy. 

Section  5 — Stairways  and  Bridges. 

Rule  14.  Interior  Stairways. — All  interior  stairways 
not  conforming  to  the  requirements  of  the  Labor  Law  or 


rules  of  the  Board  of  Standards  and  Appeals  may  be  re¬ 
tained,  provided  that  egress  to  same  is  maintained  un¬ 
obstructed,  halls  are  properly  lighted,  and  all  landings, 
passageways,  etc.,  are  maintained  free  and  unobstructed. 
An  easily  operated  panic  bolt  or  other  similar  device  may 
be  installed  at  street  exit  door. 

Rule  15.  Exterior  Screened  Stairways.  —  Exterior 

screened  stairways  not  serving  as  a  required  means  of 
egress  shall  be  maintained  structurally  safe  and  properly 
pointed,  exits  thereto  and  all  platforms  and  passageways 
thereof  shall  be  maintained  unobstructed,  and  egress  from 
termination  shall  be  provided  as  required  for  substandard 
fire  escapes  in  subdivision  a. 

Rule  16.  Horizontal  Bridges.— Horizontal  bridges  and 
party  wall  balconies  between  buildings  shall  be  maintained 
structurally  safe  and  properly  painted,  and.  access  thereto 
and  all  passageways  thereof  shall  be  maintained  unob¬ 
structed. 

Rule  17.  No  sign  of  any  character  shall  be  placed  at 
openings  leading  to  these  substandard  exits. 


RULES 

SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,. and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works; 
Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case: 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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Rules  of  Procedure  of  the  Board  of  Standards  and  Appeals  Adopted  February  15,  1927,  Amended 
December  2,  1930,  April  14,  1931,  June  13,  1933  and  Revised  April  30,  1935. 


(89-27-SR) 

ARTICLE  I— PUBLIC  HEARING. 

1.  Regular  sessions  designated  as  public  hearings  of  the 
Board  of  Standards  and  Appeals  shall  be  held  on  Tuesday 
of  each  week  at  10  A.  M.  and  2  P.  M.,  and  such  additional 
sessions  on  days  to  be  set  by  the  board  as  may  be  deemed 
necessary  to  facilitate  the  work  of  the  board. 

2.  Sessions  shall  be  devoted  to  hearings  on  applications 
for  variations  of  the  Building  Zone  Resolution ;  appeals 
from  administrative  orders ;  applications  for  variation  of 
the  Labor  Law ;  approval  of  appliances  and  materials  and 
consideration  of  Rules,  as  such  sessions  are  published  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

3.  Special  sessions  may  be  called  by  the  Chairman,  or  at 
the  request  of  three  members,  provided  that  notice  of  the 
same  has  been  mailed  to  each  member  at  least  twenty-four 
hours  before  the  time  set,  except  that  the  announcement  of 
a  special  session  at  any  session  at  which  a  quorum  is 
present  shall  be  sufficient  notice. 

4.  All  hearing  sessions  shall  be  open  to  the  public. 

5.  A  quorum  of  the  Board  of  Standards  and  Appeals 
shall  consist  of  three  members. 

6.  The  members  of  the  Board  shall  attend  sessions  in 
person,  except  that  during  absence  or  disability  a  substitute 
may  act,  as  provided  by  law  under  section  718  of  the  Char¬ 
ter  as  amended  by  Local  Law  No.  13  of  1925.  The  names 
of  such  substitutes,  designated  by  the  Mayor;  shall  have 
been  previously  filed  with  the  Chairman. 

ARTICLE  II— CASES  BEFORE  THE  BOARD. 

1.  Every  application  under  the  Building  Zone  Resolution, 
every  appeal  under  section  719  of  the  Charter  and  every 
application  under  section  718a,  subdivision  4,  of  the  Charter, 
shall  be  made  to  the  Board  on  the  forms  provided,  and  shall 
include  the  data  required  in  such  forms  so  as  to  supply  all 
information  necessary  for  a  clear  understanding  by  the 
Board  and  its  staff.  The  statements  of  essential  information 
made  by  the  applicant  and  the  determination  of  the  Board 
in  each  case  will  be  incorporated  in  a  resolution  formally 
adopted  and  published  in  the  Bulletin  of  the  Board.  Officials, 
who  are  charged  with  the  enforcement  of  the  laws,  ordi¬ 
nances  and  rules  relating  to  buildings  in  the  City  of  New 
York  will  be  bound  by  such  resolutions,  and,  before  granting 
permit  or  taking  any  other  affirmative  action,  should  see  that 
there  are  no  misstatements  as  to  facts  and  that  the  condi¬ 
tions  of  the  resolution  are  observed.  Any  administrative 
official  discovering  any  misstatement  of  essential  information 
is  requested  to  notify  the  Board,  in  order  that  it  may  take 
such  action  as  the  circumstances  require.  All  approvals  shall 
remain  valid  only  as  long  as  the  information  and  the  con¬ 
ditions  on  which  the  resolution  was  based  are  maintained. 

2.  Any  communication  purporting  to  be  an  application  or 
appeal  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  and  shall  be  of  no  force  or  effect  until  it  is  made 
in  the  form  required  except  as  provided  in  Art.  VI. 

3.  Upon  receipt  of  any  such  communication,  the  writer 
shall  be  supplied  with  the  proper  forms  for  presenting  his 
application  or  appeal  and  he  shall  be  required  to  file  the 
proper  form  and  furnish  all  necessary  data  within  thirty 
days  of  the  date  of  the  order  or  decision  appealed  from 
except  as  provided  in  Art.  VI. 

4.  The  duplicate  of  each  application  or  appeal  required 
by  this  article  shall  be  forwarded  to  the  administrative 
official  whose  order  or  determination  is  appealed  from. 

5.  At  the  public  hearing  of  a  case  before  the  Board,  the 
applicant  shall  first  present  the  argument  in  support  of  the 
case  and  those  in  objection  shall  follow.  To  maintain  or¬ 
derly  procedure,  each  side  shall  proceed  without  interrup¬ 
tion  by  the  other. 


6.  Every  person  before  the  rostrum  shall  abide  by  the 
order  and  direction  of  the  Chairman.  Discourteous  or  dis¬ 
orderly  conduct  shall  be  regarded  as  a  breach  of  his  privi¬ 
leges  and  shall  be  dealt  with  as  the  Chairman  deems  proper. 
Orders  to  maintain  discipline  shall  be  carried  out  by  the 
Sergeant-at-Arms. 

Subject  to  the  direction  of  the  Chairman,  the  Chief  Clerk 
shall  enforce  the  rules  of  the  Board  and  shall  direct  and 
supervise  the  Sergeant-at-Arms  in  maintaining  order  and 
decorum  in  the  hearing  room  and  lobbies  during  all  public 
hearings. 

7.  No  member  shall  proceed  to  question  or  discuss  an 
issue,  put  a  motion  or  offer  a  resolution  until  he  shall  have 
addressed  the  Chairman  and  shall  have  been  recognized  by 
him.  While  the  Chairman  is  putting  a  motion  or  offering 
a  resolution,  or  during  the  progress  of  a  roll  call,  no  mem¬ 
ber  shall  interrupt  or  leave  his  seat.  When  a  motion  to 
adjourn  is  carried,  the  members  of  the  Board  shall  keep 
their  seats  until  the  Chairman  declares  the  meeting  ad¬ 
journed. 

ARTICLE  III— THE  CALENDAR. 

1.  Each  case  filed  in  the  proper  form,  with  the  required 
data,  shall  be  numbered  serially.  These  Calendar  numbers 
shall  begin  anew,  on  January  1st  of  each  year,  and  shall  be 
hyphenated  with  the  number  of  the  year  and  the  initials 
indicating  the  character  of  the  case. 

2.  :  As  soon  as  a  case  receives  a  calendar  number,  it  shall 
be  placed  on  the  Docket.  Thereafter  the  applicant  shall  be 
notified  of  the  date  his  case  will  be  set  for  public  hearing. 
In  building  zone  applications  the  applicant  shall  be  notified 
of  the  date  when  his  case  will  be  reached  in  the  call  of  the 
Clerk’s  Calendar. 

3.  The  Clerk’s  Calendar  Call  shall  be  called  each  Monday 
at  2  P.  M.  in  Room  1013,  Municipal  Building,  Manhattan, 
by  the  Chairman  or  by  a  member  of  the  staff  detailed  to 
such  duty  by  the  Chairman,  and  a  date  for  the  public  hearing 
of  each  application  for  variation  of  the  Building  Zone 
Resolution  shall  then  be  set,  which  shall  be  full  and  suf¬ 
ficient  notice  to  all  persons  interested  in  such  case. 

4.  Thereafter  each  case  shall  be  listed,  by  Calendar  num¬ 
ber  >and  premises,  in  the  Hearing  Calendar  printed  in  the 
Bulletin  of  the  Board,  under  the  title  of  the  respective  pro¬ 
ceedings,  and  the  date  for  which  such  case  has  been  set. 

ARTICLE  IV— DISPOSITION  OF  CASES. 

1.  The  final  determination  of  any  application  or  appeal 
before  the  Board  shall  be  in  the  form  of  a  resolution  either 
reversing,  varying  or  modifying  the  order,  requirement,  de¬ 
cision  or  determination  appealed  from  and  granting  the 
application  or  appeal  or  affirming  the  order  and  denying  the 
application  or  appeal  or  dismissing  the  application  or  appeal 
for  lack  of  jurisdiction  or  prosecution.  The  concurring 
vote  of  three  members  shall  be  necessary  to  a  decision.  If 
a  resolution  fails  to  receive  three  votes  in  favor  of  the 
applicant,  the  action  will  be  deemed  equivalent  to  a  denial 
and  a  resolution  denying  such  application  or  appeal  shall  be 
formally  entered  on  the  record  unless  there  be  a  member 
absent  at  the  roll  call  and  the  vote  of  the  absentee  added  to 
the  number  of  votes  for  the  applicant  would  equal  three,  in 
which  case  the  matter  will  be  laid  over  for  consideration 
and  final  determination. 

2.  Any  applicant  may  withdraw  his  application  or  appeal 
at  any  time  prior  to  action  thereon,  with  the  consent  of  the 
Board,  but  if  a  motion  has  been  made,  and  is  pending,  either 
to  grant  or  to  dismiss,  such  motion  shall  have  precedence. 

3.  No  application  dismissed  or  denied  can  be  considered 
again  except  (1)  on  a  motion  to  reconsider  the  vote,  or 
(2)  on  a  request  to  restore  to  the  calendar. 

4.  No  request  to  grant  a  rehearing  can  be  entertained 
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unless  substantial  new  evidence  is  submitted.  If,  on  motion 
of  a  member  of  the  Board,  adopted  by  three  affirmative 
votes,  the  request  is  granted,  the  case  shall  be  put  on  the 
calendar  for  a  rehearing. 

In  all  cases  the  request  for  rehearing  shall  be  in  writing, 
reciting  the  reasons  for  the  request,  and  shall  be  accom¬ 
panied  by  the  necessary  data  and  diagrams.  Such  request 
shall  be  filed  with  the  Chairman.  The  Chairman  may  then 
set  a  date  when  the  request  for  restoration  to  the  calendar 
shall  be  submitted  to  the  Board,  of  which  date  the  person 
making  the  request  shall  be  notified. 

5.  The  Board  may,  on  the  motion  of  any  member,  re¬ 
view  any  decision  that  it  has  made  and  may  reverse  or 
modify  such  decision,  but  no  such  review  shall  prejudice 
the  rights  of  any  person  who  has  in  good  faith  acted 
thereon  before  it  is  reversed  or  modified. 

ARTICLE  V— BUILDING  ZONE  APPLICATIONS 

1.  No  application  for  a  variation  or  modification  of  the 
provisions  of  the  Building  Zone  Resolution  shall  be  enter¬ 
tained  by  the  Board  except  in  a  specific  case,  and  from  an 
order,  requirement  decision  or  determination  made  by  any 
Commissioner  of  Buildings  or  the  Tenement  House  Com¬ 
missioner,  on  the  ground  that  the  proposed  plan  or  use 
violates  the  Building  Zone  Resolution. 

2.  No  such  application  shall  be  entertained  unless  the 
application  is  filed  within  thirty  days  from  the  date  of  the 
action  of  the  Commissioner  of  Buildings  or  the  Tenement 
House  Commissioner. 

3.  Every  application  shall  be  made  on  Form  3BZ  and 
shall  be  accompanied  by  all  the  data  required  by  such  form, 
and  shall  be  considered  subject  to  such  rules  as  the  Board 
has  adopted  or  may  adopt  under  Article  5,  Section  21  of 
the  Building  Zone  Resolution. 

4.  As  soon  as  any  application  is  completed  by  the  filing 
of  the  data  required  in  Form  3BZ,  the  case  shall  receive  a 
calendar  number  and  shall  be  placed  on  the  Clerk’s  Calen¬ 
dar,  and  the  applicant  shall  be  notified  by  the  Board  on 
Form  6CC  of  the  time  set  for  the  call  of  the  calendar,  which 
shall  be  at  least  ten  days  after  the  mailing  of  said  notice. 
With  this  notice  the  applicant  shall  be  supplied  with  an 
official  copy  of  Form  7NO,  which  he  is  required  to  send  to 
every  property  owner  entitled  to  notice  of  the  application. 
Within  three  days  the  applicant  must  file  a  verified  state¬ 
ment  that  he  has  so  notified  each  of  such  property  owners 
either  by  personal  service  or  by  registered  mail.  Not  less 
than  fourteen  days’  notice  of  the  date  fixed  for  calendar 
call  in  each  Building  Zone  application  shall  be  given  by 
publication  in  the  Bulletin  of  the  Board. 

5.  On  the  call  of  the  Clerk’s  Calendar  the  applicant  shall 
appear  in  person,  or  by  agent  or  attorney,  and  property 
owners  affected  by  the  application  may  appear  either  in 
person  or  by  agent  or  attorney  and  present  written  objec¬ 
tions  they  may  have  to  the  granting  of  the  application, 
together  with  a  description  of  their  property  and  an  affi¬ 
davit  of  ownership.  Then  a  date  shall  be  set  for  a  public 
hearing  on  the  application  at  the  earliest  available  date 
thereafter.  Notice  of  said  hearing  shall  be  given  by  pub¬ 
lication  in  the  Bulletin  of  the  Board. 

6.  On  the  date  set  for  the  public  hearing,  the  applicant 
shall  state  his  case,  then  the  opposition  shall  be  heard,  and 
both  shall  have  an  opportunity  for  rebuttal. 

7.  Any  application  that  has  been  denied  after  a  public 
hearing  cannot  be  reheard  except  on  new  material  facts  or 
a  different  section  of  the  Building  Zone  Resolution. 

ARTICLE  VI— APPEALS. 

1.  No  appeal  from  any  order,  requirement,  decision  or 
determination  of  the  Commissioner  of  Buildings  or  the 
Board  of  Buildings  or  the  Fire  Chief  and  Commissioner  or 
from  any  rule  or  regulation  relating  to  the  construction, 
alteration,  structural  changes  in  equipment,  occupancy  or 
use  of  any  building  or  structure,  under  Section  719  of  the 


Charter,  shall  be  entertained  unless  such  appeal  is  filed  on 
Form  1A,  with  all  the  data  required  in  such  form,  within 
thirty  days  from  the  date  of  the  order  appealed  from  ex¬ 
cept  that  minor  appeals  from  orders  or  decisions  may  be 
filed  on  form  1A  accompanied  by  a  written  description  of 
the  premises  and  a  copy  of  the  order  or  decision.  What 
constitutes  minor  appeals  from  orders  or  decisions  shall  be 
determined  by  the  Chairman. 

ARTICLE  VII— LABOR  LAW  VARIATIONS,  ETC. 

1.  No  application  for  variation  of  the  Labor  Law,  or  of 
any  rule  adopted  thereunder  affecting  the  construction  or 
alteration  of  buildings,  exits  therefrom,  the  installation  of 
fixtures  or  apparatus  as  authorized  by  Section  718a,  sub¬ 
division  4  of  the  Charter,  shall  be  entertained  unless  it  is 
made  on  Form  2S,  with  all  the  data  required  in  such  form, 
within  thirty  days  from  the  date  of  the  administrative  order. 

No  application  for  approval  of  a  device,  material  or 
method  of  construction  shall  be  entertained  unless  it  is  filed 
on  Form  4SA,  with  all  the  data  required. 

No  application  for  the  adoption  or  amendment  of  Rules 
shall  be  entertained  unless  the  application  is  made  in  writing. 

ARTICLE  VIII— ADOPTION  OF  RULES. 

1.  No  resolution  of  the  Board  of  Standards  and  Appeals 
adopting  or  amending  any  rule  or  regulation  under  sub¬ 
divisions  2  or  3  of  section  718-a  of  the  Charter  or  any  other 
law  shall  be  adopted  unless  such  proposed  rule  or  regula¬ 
tion  shall  have  been  published  in  the  Bulletin  of  the  Board 
for  at  least  ten  days  prior  to  a  public  hearing  thereon. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  adoption  of  such  resolution. 

2.  Amendments  to  these  Rules  of  Procedure  may  be 
made  by  the  Board  of  Standards  and  Appeals  at  any  regu¬ 
lar  session,  providing  notice  of  such  amendment  has  been 
given  to  each  member  of  the  Board  three  days  prior  to  such 
session,  either  in  writing  or  by  publication  in  the  Bulletin. 
Any  rule  of  procedure  may  be  suspended  at  any  session 
by  the  concurring  vote  of  three  members. 

ARTICLE  IX— OTHER  RESOLUTIONS. 

1.  Every  resolution  of  the  Board  of  Standards  and  Ap¬ 
peals  suggesting  changes  or  amendments  to  the  law  under 
subdivision  5,  section  718-a  of  the  Charter  and  every  reso¬ 
lution  not  otherwise  provided  for  shall  require  at  least 
three  affirmative  votes  for  its  adoption. 

ARTICLE  X— INSPECTIONS. 

1.  In  any  case  in  which  the  Board  may  deem  it  neces¬ 
sary,  an  inspection  of  the  premises  in  question  may  be 
ordered  by  the  Board.  Such  inspection  shall  be  made  by 
the  Chairman  and  by  two  or  more  members  designated  by 
him,  and  they  shall  report  their  findings  to  the  Board. 

ARTICLE  XI— TESTS. 

1.  In  any  case  in  which  the  Board  may  order  a  test  of 
any  material  or  device,  such  test  shall  be  conducted  accord¬ 
ing  to  the  rules  adopted  by  the  Board  for  the  use,  of  such 
material  or  device.  Test  shall  be  conducted  under  the 
supervision  of  an  Assistant  Engineer  and/or  in  the  presence 
of  such  member  or  members  of  the  Board  or  staff  as  the 
Chairman  may  designate,  or  in  lieu  of  the  above,  tests  may 
be  made  of  material  and  devices  by  a  recognized  standard 
testing  laboratory,  city  or  state  department,  but  the  Board 
reserves  the  right  to  be  present  at  such  test.  The  result 
of  such  test  shall  be  reported  to  the  Board  in  writing. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  approval  of  the  use  of  such  material  or  device. 

ARTICLE  XII— RECORDS. 

1.  All  applications  and  appeals  shall  be  on  the  required 
forms,  and  all  communications,  reports,  etc.,  relative  to  any 
matter  appearing  on  the  calendar,  shall  be  on  sheets  approxi¬ 
mately  8J4  in.  by  11  in.  in  size.  Plans  shall  be  on  sheets 
8 V*  in.  by  11  in.  or  multiples  thereof  unless  otherwise  ap- 
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proved  by  the  Chairman.  After  final  disposition,  all  appli¬ 
cations  and  appeals  and  other  papers  appertaining  thereto 
shall  be  suitably  bound  and  indexed  and  filed  numerically  in 
cabinets.  All  applications  and  appeals  shall  upon  application 
to  the  clerk  in  charge  be  accessible  to  the  public  at  all  rea¬ 
sonable  hours. 

ARTICLE  XIII— THE  BULLETIN. 

1.  The  Bulletin  of  the  Board  of  Standards  and  Appeals 
shall  be  published  on  Tuesday  of  each  week.  It  shall  contain  : 

(1)  Directory  of  the  Board. 

(2)  Docket. 

(3)  Clerk’s  Calendar  Call. 

(4)  The  Hearing  Calendar. 

(5)  Notice  of  hearing  on  building  zone  applications  and 
on  proposed  rules  or  the  amendment  of  rules. 

(6)  An  abstract  of  the  minutes  of  each  meeting,  in¬ 
cluding  a  brief  statement  of  the  action  in  each  case,  with 
the  roll  call  thereon  and  the  full  text  of  the  resolutions 
adopted. 

(7)  Rules  adopted. 

(8)  Such  other  information  as  may  be  of  value  to  the 
public  and  within  the  scope  of  the  work  of  the  Board. 

2.  The  preparation  and  editing  of  material  for  the  bul¬ 
letin  shall  be  in  charge  of  such  members  of  the  staff  as  the 
Chairman  shall  designate. 

ARTICLE  XIV— OFFICERS. 

L  The  Chairman  shall  preside  at  all  sessions.  The 
Chairman  may  designate  any  member  of  the  Board  to  pre¬ 
side  and  perform  the  duties  of  the  Chair  at  public  sessions. 

2.  The  Chairman,  subject  to  these  rules,  shall  decide  all 
points  of  order  or  procedure,  unless  otherwise  directed  by  a 


majority  of  the  Board  in  session  at  that  time. 

3.  The  Chairman  shall  designate  the  members  of  the 
Board  to  make  an  inspection,  and,  unless  otherwise  directed 
by  the  vote  of  three  members  of  the  Board,  shall  appoint 
any  committee  that  may  be  deemed  necessary. 

4.  The  Chairman  shall  report  at  each  session  on  all 
pertinent  official  transactions  that  do  not  otherwise  come 
to  the  attention  of  the  Board. 

5.  Administrative  authority  is  vested  solely  in  the  Chair¬ 
man  of  the  Board  who  shall,  subject  to  these  rules,  trans¬ 
act  all  official  business  of  the  Board,  engage  the  necessary 
employees  and  direct  the  work  of  the  office.  Official  corre¬ 
spondence  shall  be  signed  by  the  Chairman  and  by  such 
members  of  the  staff  as  the  Chairman  may  designate. 

6.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Chief  Clerk  shall  have  charge  of  all  accounts  and 
see  that  the  files  and  indices  are  kept  in  proper  order  and 
up  to  date,  and  generally  supervise  the  clerical  work  of  the 
office  force,  maintaining  discipline  in  accordance  with  the 
rules  of  the  office  and  charter  provisions. 

7.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Assistant  Engineers  shall  examine  and  report  on 
all  applications  or  appeals,  prepare  all  proposed  rules  or  re¬ 
vised  rules  suggested  with  report  on  the  reasons  and  neces¬ 
sity  for  same;  supervise  and  witness  the  tests  conducted 
under  the  auspices  of  the  Board,  and  assist  generally  in  all 
technical  matters  coming  before  the  Board. 

8.  A  complete  stenographic  record  of  the  transactions  at 
public  sessions  shall  be  made  for  the  files,  including  ver¬ 
batim  transcripts  of  such  parts  as  may  be  directed,  and 
there  shall  be  prepared,  after  each  meeting  and  in  time  for 
the  next  publication  of  the  Bulletin,  the  abstract  of  the 
minutes  which  is  to  appear  in  such  Bulletin. 
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Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32- S A 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  S90-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-3 1-S A 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


OIL  PUMPS 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  S2-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 


RULES _ 

COVERING  THE  DESIGN  OF  REINFORCED  CONCRETE  FLAT  SLABS. 


Adopted  by  the  Board  of  Standards  and  Appeals,  July 
8,  1920,  under  Cal.  395-20-S.  , 

Rule  1.  Application.  The  rules  governing  the  design 
of  reinforced  concrete  flat  slabs  shall  apply  to  such  floors 
and  roofs  consisting  of  three  or  more  rows  of  slabs, 
without  beams  or  girders,  supported  on  columns,  the  con¬ 
struction  being  continuous  over  the  columns  and  forming 
with  them  a  monolithic  structure. 

Rule  2.  Compliance  with  Building  Code.  In  the  de¬ 
sign  of  reinforced  concrete  flat  slabs,  the  provisions  of 
article  16  of  the  building  code  shall  govern  with  respect 
to  such  matters  as  are  specified  therein. 

Rule  3.  Assumptions.  In  calculations  for  the  strength 
of  reinforced  concrete  flat  slabs,  the  following  assump¬ 
tions  shall  be  made:  . 

(a)  A  plane  section  before  bending  remains  plane  alter 

bending;  .  . 

(b)  The  modulus  of  elasticity  of  concrete  in  compres¬ 
sion  within  the  allowable  working  stresses  is  constant ; 

(c)  The  adhesion  between  concrete  and  reinforcement 
is  perfect; 

(d)  The  tensile  strength  of  concrete  is  ml ; 

(e)  Initial  stress  in  the  reinforcement  due  to  contrac¬ 
tion  or  expansion  in  the  concrete  is  negligible. 

Rule  4.  Stresses,  (a)  The  allowable  unit  shear  in 
reinforced  concrete  flat  slabs  on  the  bd  section  around 
the  perimeter  of  the  column  capital  shall  not  exceed  one 
hundred  twenty  (120)  pounds  per  square  inch;  and  the 
allowable  unit  shearing  stress  on  the  bjd  section  around 
the  perimeter  of  the  drop  shall  not  exceed  sixty  (60) 
pounds  per  square  inch,  provided  that  the  reinforcement 
is  so  arranged  or  anchored  that  the  stress  may  be  fully 
developed  for  both  positive  and  negative  moments. 

(b)  The  extreme  fibre  stress  to  be  used  in  concrete 
in  compression  at  the  column  head  section  shall  not  ex¬ 
ceed  seven  hundred  fifty  (750)  pounds  per  square  inch. 

Rule  5.  Column*.  For  columns  supporting  reinforced 
concrete  flat  slabs,  the  least  dimension  of  any  column  shall 
be  not  less  than  one-fifteenth  (1/15)  of  the  average  span 
of  any  slabs  supported  by  the  columns;  but  in  no  case  shall 
such  least  dimension  of  any  interior  column  supporting  a 
floor  or  roof  be  less  than  sixteen  (16)  inches  when  round 
nor  fourteen  ( 14)  inches  when  square ;  nor  shall  the  least 
dimension  of  any  exterior  column  be  less  than  fourteen 
(14)  inches. 

Rule  6.  Column  Capital.  Every  reinforced  concrete 

column  supporting  a  flat  slab  shall  be  provided  with  a 
capital  whose  diameter  is  not  less  than  0.225  of  the  aver¬ 
age  span  of  any  slabs  supported  by  it.  Such  diameter  shall 
be  measured  where  the  vertical  thickness  of  the  capital  is 
at  least  one  and  one-half  (1J4)  inches,  and  shall  be  the 
diameter  of  the  inscribed  circle  in  that  horizontal  plane. 
The  slope  of  the  capital  considered  effective  below  the 
point  where  its  diameter  is  measured  shall  nowhere  make 
an  angle  with  the  vertical  of  more  than  forty-five  (45) 
degrees.  In  case  a  cap  of  less  dimensions  than  herein¬ 
after  described  as  a  drop,  is  placed  above  the  column  cap¬ 
ital,  the  part  of  this  cap  enclosed  within  the  lines  of  the 
column  capital  extended  upward  to  the  bottom  of  the 
slab  or  drop  at  the  slope  of  forty-five  (45)  degrees  may 
be  considered  as  part  of  the  column  capital  in  determining 
the  diameter  for  design  purposes. 

Rule  7.  Drop.  When  a  reinforced  concrete  flat  slab 
is  thicker  in  that  portion  adjacent  to  or  surrounding  the 
column,  the  thickened  portion  shall  be  known  as  a  drop. 
The  width  of  such  drop  when  used,  shall  be  determined 
by  the  shearing  stress  in  the  slab  around  the  perimeter 
of  the  drop,  but  in  no  case  shall  the  width  be  less  than 
0.33  of  the  average  span  of  any  slabs  of  which  it  forms  a 
part.  In  computing  the  thickness  of  drop  required  by  the 
negative  moment  on  the  column  head  section,  the  width 
of  the  drop  only  shall  be  considered  as  effective  in  re¬ 
sisting  the  compressive  stress,  but  in  no  case  shall  the 
thickness  of  such  drops  be  less  than  0.33  of  the  thickness 


of  the  slab.  Where  drops  are  used  over  interior  columns, 
corresponding  drops  shall  be  employed  over  exterior  col¬ 
umns  and  shall  extend  to  the  one-sixth  (1/6)  point  of  the 
panel  from  the  center  of  the  column. 

Rule  8.  Slab  Thickness.  The  thickness  of  a  reinforced 
concrete  flat  slab  shall  be  not  less  than  that  derived  by 
the  formulae  t  =  0.024  LV  w  +  l/2  for  slabs  without 
drops,  and  t  =  0.02  L  V  w  +  1  for  slabs  with  drops,  in 
which  t  is  the  thickness  of  the  slab  in  inches,  L  is  the 
average  span  of  the  slab  in  feet,  and  w  is  the.  total  live 
and  dead  load  in  pounds  per  square  foot ;  but  in  no  case 
shall  this  thickness  be  less  than  one-thirty-second  (1/32) 
of  the  average  span  of  the  slab  for  floors,  nor  less  than 
one-fortieth  (1/40)  of  the  average  span  of  the  slab  for 
roofs,  nor  less  than  six  (6)  inches  for  floors  nor  less  than 
five  (5)  inches  for  roofs. 

Rule  9.  Reinforcement.  (a)  In  the  calculation  of 

moments  at  any  section,  all  the  reinforcing  bars  which 
cross  that  section  may  be  used,  provided  that  such  bars 
extend  far  enough  on  each  side  of  such  section  to  de¬ 
velop  the  full  amount  of  the  stress  at  that  section.  The 
effective  area  of  the  reinforcement  at  any  moment  section 
shall  be  the  sectional  area  of  the  bars  crossing  such  sec¬ 
tion  multiplied  by  the  sine  of  the  angle  of  such  bars  with 
the  plane  of  the  section.  The  distribution  of  the  rem- 
forcement  of  the  several  bands  shall  be  arranged  to  fully 
provide  for  the  intermediate  moments  at  any  section.. 

(b)  Splices  in  bars  may  be  made  wherever  convenient 
but  are  preferably  at  points  of  minimum  stress.  The 
length  of  any  splice  shall  be  not  less  than  eighty  (80) 
bar  diameters  and  in  no  case  less  than. two  (2)  feet.  The 
splicing  of  adjacent  bars  shall  be  avoided  as  far  as  pos¬ 
sible.  Slab  bars  which  are  lapped  over  the  column,  the 
sectional  area  of  both  being  included  in  the  calculation 
for  negative  moment,  shall  extend  to  the  lines  of  inflec¬ 
tion  beyond  the  column  center. 

(c)  When  the  reinforcement  is  arranged  in  bands,  at 
least  fifty  (50)  per  cent  of  the  bars  in  any  band  shall  be 
of  a  length  not  less  than  the  distance  center  to  center 
of  columns  measured  rectangularly  and  diagonally;  on 
bars  used  as  positive  reinforcement  shall  be  of  a  length 
less  than  half  04)  the  panel  length  plus  forty  (40)  bar 
diameters  for  cross  bands,  or  less  than  seven-tenths 
(7/10)  of  the  panel  length  plus  forty  (40)  bar  diameters 
for  diagonal  bands  and  no  bars  used  as  negative  rein¬ 
forcement  shall  be  of  a  length  less  than  half  (/4)  the 
panel  length.  All  reinforcement  framing  perpendicular 
to  the  wall  in  exterior  panels  shall  extend  to  the  outer 
edge  of  the  panel  and  shall  be  hooked  or  otherwise 
anchored. 

(d)  Adequate  means  shall  be  provided  for  properly 
maintaining  all  slab  reinforcement  in  the  position  as¬ 
sumed  by  the  computations. 

Rule  10.  Line  of  Inflection.  In  the  design  of  rein¬ 
forced  concrete  flat  slab  construction,  for  the  purpose  of 
making  calculations  of  the  bending  moments  at.  sections 
other  than  defined  in  these  rules,  the  line  of  inflection 
shall  be  considered  as  being  located  one-quarter  04)  the 
distance,  center  to  center,  of  columns,  rectangularly  and 
diagonally,  from  center  of  columns  for  panels  without 
drops,  and  three-tenths  (3/10)  of  such  distance  for  panels 
with  drops. 

Rule  11.  Moment  Sections.  For  the  purpose  of  de¬ 
sign  of  reinforced  concrete  flat  slabs,  that  portion  of  the 
section  across  a  panel,  along  a  line  midway  between  col¬ 
umns,  which  lies  within  the  middle  two  quarters  of  the 
width  of  the  panel  shall  be  known  as  the  inner  section, 
and  those  portions  of  the  section  in  the  two  outer  quar¬ 
ters  of  the  width  of  the  panel  shall  be  known  as  the  outer 
sections.  Of  the  section  which  follows  a  panel  edge  from 
column  to  column  and  which  includes  the  quarter  peri¬ 
meters  of  the  edges  of  the  column  capitals,  that  portion 
within  the  middle  two  quarters  of  the  panel  width  shall 
be  known  as  the  mid  section  and  the  two  remaining  por¬ 
tions,  each  having  a  projected  width  equal  to  one-quarter 
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of  the  panel  width,  shall  be  known  as  the  column  head 
sections. 

Rule  12.  Bending  Moments.  In  the  design  of  rein¬ 
forced  concrete  flat  slabs  the  following  provisions  with 
respect  to  bending  moments  shall  be  observed.  In  the 
moment  expressions  used : 

W  is  the  total  dead  and  live  load  on  the  panel  under 
consideration,  including  the  weight  of  drop  whether  a 
square,  rectangle  or  parallelogram; 

Wi  is  the  total  live  load  on  the  panel  under  considera¬ 
tion; 

L  is  the  length  of  side  of  a  square  panel  center  to 
center  of  columns;  or  the  average  span  of  a  rectangular 
panel  which  is  the  mean  length  of  the  two  sides; 

n  is  the  ratio  of  the  greater  to  the  less  dimension  of 
the  panel ; 

h  is  the  unsupported  length  of  a  column  in  inches, 
measured  from  top  of  slab  to  base  of  capital ; 

I  is  the  moment  of  inertia  of  the  reinforced  concrete 
column  section. 

A.  Interior  Square  Panels.  The  numerical  sum  of 
the  positive  and  negative  moments  shall  be  not  less  than 
1/17  W.  L.  A  variation  of  plus  or  minus  five  (5)  per 
cent  shall  be  permitted  in  the  expression  for  the  moment 
on  any  section,  but  in  no  case  shall  the  sum  of  the  nega¬ 
tive  moments  be  less  than  sixty-six  (66)  per  cent  of 
the  total  moment,  nor  the  sum  of  the  positive  moments 
be  less  than  thirty-four  (34)  per  cent  of  the  total  moment 
for  slabs  with  drops;  nor  shall  the  sum  of  the  negative 
moments  be  less  than  sixty  (60)  per  cent  of  the  total 
moment,  nor  the  sum  of  the  positive  moments  be  less 
than  forty  (40)  per  cent  of  the  total  moment  for  slabs 
without  drops. 

1.  In  two-way  systems,  for  slabs  with  drops,  the  nega¬ 
tive  moment  resisted  on  two  column  head  sections  shall 
be  —  1/32  W.  L;  the  negative  moment  on  the  mid  sec¬ 
tion  shall  be  —  1/33  W  L,  the  positive  moment  on 
the  two  outer  sections  shall  be  +  1/80  W.  L  and  the 
positive  moment  on  the  inner  section  shall  be  +  1/133 
W  L;  and  for  slabs  without  drops,  the  negative  moment 
resisted  on  two  column  head  sections  shall  be  —  1/36 
W  L,  the  negative  moment  on  the  mid  section  shall  be 
—  1/133  W  L,  the  positive  moment  on  the  two  outer 
sections  shall  be  -h  1/63  W  L  and  the  positive  moment 
on  the  inner  section  shall  be  +  1/133  W  L. 

2.  In  four-way  systems,  the  negative  moments  shall  be 
as  specified  for  Two-Way  Systems;  the  positive  moment 
on  the  two  outer  sections  shall  be  +  1/100  W  L  and 
the  positive  moment  on  the  inner  section  shall  be  +  1/100 
W  L  for  slabs  with  drops;  and  the  positive  moment  on 
the  two  outer  sections  shall  be  +  1/174  W  L,  and  the 
positive  moment  on  the  inner  section  shall  be  +  1/100 
W  L,  for  slabs  without  drops. 

3.  In  three-way  systems,  the  negative  moment  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  two  outer  sections,  shall  be  as  specified  for  Four- 
Way  Systems.  In  the  expression  for  the  bending  mo¬ 
ments  on  the  various  sections,  the  length  L  shall  be 
assumed  as  the  distance  center  to  center  of  columns 
and  the  load  W  as  the  load  on  the  parallelogram  panel. 

B.  Interior  Rectangular  Panels. 

1.  When  the  ratio  n  does  not  exceed  1.1,  all  compu¬ 
tations  shall  be  based  on  a  square  panel  of  a  length 
equal  to  the  average  span,  and  the  reinforcement  shall 
be  equally  distributed  in  the  short  and  long  directions 
according  to  the  bending  moment  coefficients  specified 
for  interior  square  panels. 

2.  When  the  ratio  n  lies  between  1.1  and  1.33,  the 
bending  moment  coefficient  specified  for  interior  square 
panels  shall  be  applied  in  the  following  manner: 

(a)  In  two-way  systems,  the  negative  moments  on  the 
two  column  head  sections  and  the  mid  section  and  the 
positive  moment  on  the  two  outer  sections  and  the 
inner  section  at  right  angles  to  the  long  direction  shall 
be  determined  as  for  a  square  panel  of  a  length  equal  to 


the  greater  dimensions  of  the  rectangular  panel;  and  the 
corresponding  moments  on  the  sections  at  right  angles 
to  the  short  direction  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  lesser  dimensions  of  the 
rectangular  panel.  In  no  case  shall  the  amount  of  re¬ 
inforcement  in  the  short  direction  be  less  than  two-thirds 
(2/3)  of  that  in  the  long  direction.  The  load  W  shall 
be  taken  as  the  load  on  the  rectangular  panel  under  con¬ 
sideration. 

(b)  In  four-way  systems,  for  the  rectangular  bands,  the 
negative  moment  of  the  column  head  sections  and  the 
positive  moment  on  the  outer  sections  shall  be  determined 
in  the  same  manner  as  indicated  for  two-way  systems. 

For  the  diagonal  bands  the  negative  moments  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  inner  section  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  average  span  of  the  rec¬ 
tangle.  The  load  W  shall  be  taken  as  the  load  on  the 
rectangular  panel  under  consideratioa 

(c)  In  three-way  systems,  the  negative  and  positive  mo¬ 
ments  on  the  bands  running  parallel  to  the  long  direc¬ 
tion  shall  be  determined  as  for  a  square  whose  side  is 
equal  to  the  greater  dimension ;  and  the  moments  on 
the  bands  running  parallel  to  the  short  direction  shall 
be  determined  as  for  a  square  whose  side  is  equal  to 
the  lesser  dimension.  The  load  W  shall  be  taken  as  the 
load  on  the  parallelogram  panel  under  consideration. 

C.  Exterior  Panels.  The  negative  moments  at  the 
first  interior  row  of  columns  and  the  positive  moments 
at  the  center  of  the  exterior  panels  on  moment  sections 
parallel  to  the  wall,  shall  be  increased  twenty  (20)  per 
cent  over  those  specified  above  for  interior  panels.  The 
negative  moment  on  moment  sections  at  the  wall  and 
parallel  thereto  shall  be  determined  by  the  conditions  of 
restraint,  but  the  negative  moment  on  the  mid  section 
shall  never  be  considered  less  than  fifty  (50)  per  cent 
and  the  negative  moment  on  the  column  head  section 
never  less  than  eighty  (80)  per  cent  of  the  correspond¬ 
ing  moments  at  the  first  interior  row  of  columns. 

D.  Interior  Columns  shall  be  designed  for  the  bend¬ 
ing  moments  developed  by  unequally  loaded  panels,  ec¬ 
centric  loading  or  uneven  spacing  of  columns.  The 
bending  moment  resulting  from  unequally  loaded  panels 
shall  be  considered  as  1/40  W,  L,  and  shall  be  resisted 
by  the  columns  immediately  above  and  below  the  floor 
line  under  consideration  in  direct  proportion  to  the  values 
of  their  ratios  of  I/h. 

E.  Wall  Columns  shall  be  designed  to  resist  bending 
in  the  same  manner  as  interior  columns,  except  that  W 
shall  be  substituted  for  Wi  in  the  formula  for  the  mo¬ 
ment.  The  moment  so  computed  may  be  reduced  by  the 
counter  moment  of  the  weight  of  the  structure  which 
projects  beyond  the  center  line  of  the  wall  columns. 

F.  Roof  Columns  shall  be  designed  to  resist  the  total 
moment  resulting  from  unequally  loaded  panels,  as  ex¬ 
pressed  by  the  formulae  in  paragraphs  (D)  and  (E)  of 
this  rule. 

Rule  13.  Walls  and  Openings.  In  the  design  and 
construction  of  reinforced  concrete  flat  slabs,  additional 
slab  thickness,  girders  or  beams  shall  be  provided  to 
carry  any  walls  or  concentrated  loads  in  addition  to  the 
specified  uniform  live  and  dead  loads.  Such  girders  or 
beams  shall  be  assumed  to  carry  twenty  (20)  per  cent 
of  the  total  live  and  dead  panel  load  in  addition  to  the 
wall  load.  Beams  shall  also  be  provided  in  case  openings 
in  the  floor  reduce  the  working  strength  of  the  slab  below 
the  prescribed  carrying  capacity. 

Rule  14.  Special  Panels.  For  structures  having  a 
width  of  less  than  three  (3)  rows  of  slabs,  or  in  which 
exterior  drops,  capitals  or  columns  are  omitted,  or  in 
which  irregular  or  special  panels  are  used,  and  for  which 
the  rules  relating  to  the  design  of  reinforced  flat  slabs 
do  not  directly  apply,  the  computations  in  the  analysis 
of  the  design  of  such  panels,  shall,  when  so  required, 
be  filed  with  the  commissioner  of  buildings. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders 

132-36* A— 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36-A— 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36- A— 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

H7_34-SA — Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6 X  and  10X. 

156-34-S A— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-S A— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA— N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

5 1-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 


97-35-SA— Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA— Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171 -35-S A— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226-35-SA— Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA— French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA— Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

191-36-SM— Carey  Rocktex  Insulating  Wool. 

201-36-SA— Quick  Heat  Pot  Type  Radiant  Heater,  Models 
316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 


202-36-SA— Quick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
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DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public — 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 

CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Docket. 

Rules  Directory. 

Certiorari  Orders  Served  on  Board. 

Court  Decisions. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Rules  for  Liquefiers  used  to  convert  solid  carbon  dioxide 
to  a  liquid  and/or  a  gas. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  tht 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  hie  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  September  14, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  ok 
Monday,  September  21,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
oi  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  September  9,  1936 

Cal.  No.  Department  Premises  Affected 

2S6-36-BZ . D.B.M . 1109  Lexington  avenue,  east 

side,  68.6  ft.  north  of  East 
77th  street  and  153-157 
East  77th  street  (Block 
1412,  Lots  20)4,  23,  23)4  and 
24),  Borough  of  Manhattan, 
Applic.  200-36. 


257-36-BZ . D.B.B . 1713  Church  avenue,  north 

side,  105.82  ft.  east  of  East 
17th  street  (Block  5078,  Lot 
30),  Borough  of  Brooklyn, 
Applic.  13575-36. 


258-36- A . F.D. 


Transportation  of  Fuel  Oil  in 
five  (5)  Tank  Trucks  in 
New  York  City, 


nc'ic  t  n 


259-36-BZ . D.B.B . 415-417  Leonard  street  and 

76-84  Bayard  street,  south¬ 
west  corner  (Block  2722, 
Lot  19),  Borough  of  Brook¬ 
lyn, 

Applic.  6655-36. 


Elevator  rules  . ............Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

F actory  Exit  Rules . .Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . June 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Sept. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . ...... . Nov. 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  . .  Sept. 

Procedure,  Rules  of . Sept. 

Refrigerating  Systems,  Extract  C.O.Sept. 
Smoking  in  Factories,  Rules  for.... Sept. 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . Aug. 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


3, 

1936— Vol. 

21, 

No. 

9 

1, 

1935— Vol. 

20, 

No. 

1 

8, 

1936— Vol. 

21. 

No. 

36 

1, 

1936— Vol. 

21, 

No. 

35 

14, 

1936— Vol. 

21, 

No. 

28 

16, 

1936— Vol. 

21, 

No. 

24 

14, 

1936— Vol. 

21, 

No. 

15 

21, 

1919— Vol. 

4, 

No. 

3 

7, 

1925— Vol. 

10, 

No. 

14 

5, 

1928— Vol. 

13, 

No. 

23 

1, 

1936— Vol. 

21, 

No. 

35 

27, 

1934— Vol. 

19, 

No. 

48 

28, 

1936— Vol. 

21, 

No. 

30 

15, 

1936— Vol. 

21, 

No. 

37 

8, 

1936— Vol. 

21, 

No. 

36 

8, 

1936— Vol. 

21, 

No. 

36 

8, 

1936— Vol. 

21, 

No. 

36 

18, 

1936— Vol. 

21, 

No. 

33 

25, 

1936— Vol. 

21, 

No. 

34 

7, 

1932— Vol. 

17, 

No. 

23 

28, 

1936— Vol. 

21, 

No. 

30 

28, 

1936— Vol. 

21, 

No. 

30 

10, 

1923— Vol. 

8. 

No. 

15 

LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Sept. 

Fuel  Oil  Pumps . Sept. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Sept. 


5,  1935— Vol.  20,  No.  10 
8,  1936— Vol.  21,  No.  36 

1,  1936— Vol.  21,  No.  35 
26,  1936— Vol.  21,  No.  21 
1,  1936— Vol.  21,  No.  35 
8,  1936— Vol.  21,  No.  36 

26,  1935— Vol.  20,  No.  48 

1,  1936— Vol.  21,  No.  35 


260-36-BZ . D.B.B . 1620-1624  Avenue  H  and  842- 

846  East  17th  street,  south¬ 
west  corner  (Block  6700, 
Lot  9),  Borough  of  Brook¬ 
lyn, 

Applic.  11539-36. 


26 1-36- A . D.B.Bx . 60-64  West  230th  street  and 

2891  -  2895  Bailey  avenue, 
west  side,  57  ft.  south  of 
West  230th  street  (Block 
3264,  Lots  82  and  88),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


262-36- A . D.B.Q . 154-34  Riverside  drive  (Block 

4543,  Lot  7),  Beechhurst, 
Borough  of  Queens, 

Decision. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  August  7,  1936,  Abraham  H.  Brodsky,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  George  Stone,  lessee,  in 
re  decision  of  July  10,  1936,  denying  appeal  and  affirming  rescind¬ 
ment  by  Commissioner  of  Buildings  of  letter  permit  and  curb  cut 
permit,  affecting  premises  800  Lefferts  avenue,  Borough  of  Brooklyn. 
Cal.  No.  74-36-A. 

*  *  * 

On  August  7,  1936,  Abraham  H.  Brodsky,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Joseph  Stoy,  lessee,  in  re 
decision  of  July  10,  1936,  denying  appeal  and  affirming  rescindment 
by  Commissioner  of  Buildings  of  letter  permit  and  curb  cut  permit, 
affecting  premises  345  to  349  Ninth  street,  Brooklyn.  Cal.  No. 
75-36-A. 


On  August  7,  1936,  Abraham  H.  Brodsky,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Walter  Davis,  lessee,  in  re 
decision  of  July  10,  1936,  denying  appeal  and  affirming  rescindment 
by  Commissioner  of  Buildings  of  letter  permit  and  curb  cut  permit, 
affecting  premises  2363-2373  Bedford  avenue,  Brooklyn.  Cal.  No. 
76-36- A. 


On  August  7,  1936,  Abraham  H.  Brodsky,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Murray  Friedland,  lessee, 
in  re  decision  of  July  10,  1936,  denying  apneal  and  affirming 
rescindment  by  Commissioner  of  Buildings  of  letter  permit  and  curb 
cut  permit,  affecting  premises  1094-1104  Nostrand  avenue,  Borough 
of  Brooklyn.  Cal.  No.  77-36-A. 

* 

On  August  7,  1936,  Abraham  H.  Brodsky,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Adolph  Gross,  lessee, 
in  re  decision  of  July  10,  1936,  denying  appeal  and  affirming  rescind¬ 
ment  by  Commissioner  of  Buildings  of  letter  permit  and  curb  cut 
permit,  affecting  premises  705-711  Franklin  avenue,  Borough  of 
Brooklyn.  Cal.  No.  78-36-A. 

*  *  * 

On  August  7,  1936,  Abraham  H.  Brodsky,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Isidor  Herman,  lessee, 
in  re  decision  of  July  10,  1936,  denying  appeal  and  affirming  rescind¬ 
ment  by  Commissioner  of  Buildings  of  letter  permit  and  curb  cut 
permit,  affecting  premises  1043-1053  Winthrop  street  and  177-187 
East  93rd  street,  Borough  of  Brooklyn.  Cal  No.  79-36-A. 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Sept. 
Certificate  of  Occupancy,  approved 


forms  . Aug. 

Concrete  Flat  Slabs,  Rules .  Sept. 


Concrete  Rules  (Hydrated  Lime)  ..  .Sept. 


15,  1936— Vol.  21,  No.  37 

2.  1932— Vol.  17.  No.  31 

8,  1936— Vol.  21,  No.  36 
15,  1936— Vol.  21,  No.  37 


On  August  7,  1936,  Abraham  H.  Brodsky,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Edward  Cannon,  lessee, 
in  re  decision  of  July  10,  1936,  denying  appeal  and  affirming  rescind¬ 
ment  by  Commissioner  of  Buildings  of  letter  permit,  affecting  prem¬ 
ises  878-888  Coney  Island  avenue,  Borough  of  Brooklyn.  Cal. 
No.  131-36-A. 
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On  August  10,  1936,  Abraham  J.  Halprin,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Tenlan  Realty  Corpora¬ 
tion  and  Lunsonn  Realty  Corporation,  objectors,  in  re  decision  of 
July  14,  1936,  granting  an  amendment  to  resolution  to  permit  a 
roof  sign,  at  premises  S.  S.  of  West  Tremont  avenue  from  University 
avenue  to  Andrews  avenue,  Borough  of  The  Bronx.  Cal.  No. 
65-27-BZ. 

*  *  * 

On  August  12,  1936,  Abraham  N.  Horwitz,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Vendome  Service  Cor¬ 
poration,  lessee,  in  re  decision  of  July  7,  1936,  denying  application 
for  change  from  business  building  to  motor  repair  shop  and  garage, 
at  premises  403-413  West  124th  street,  Borough  of  Manhattan.  Cal. 
No.  293-17-BZ. 

*  *  * 

On  August  13,  1936,  Messrs.  Hays,  Wolfe,  Kaufman  &  Schwa- 
bacher,  attorneys,  served  on  Board  petition  and  order  of  certiorari 
for  India  Wharf  Holding  Corporation,  owner,  in  re  decision  of 
July  14,  1936,  denying  application  for  a  stone  and  monument  works 
in  a  business  district,  at  1270-1274  McDonald  avenue,  Borough  of 
Brooklyn.  Cal.  No.  104-36-BZ. 

*  *  * 

On  August  14,  1936,  Earl  I.  Gallant,  attorney,  served  on  Board 
petition  and  order  of  certiorari  for  1320-28  Grant  Avenue  Corpora¬ 
tion,  objectors,  in  re  decision  of  July  7,  1936,  granting  application 
for  open  air  parking  or  storage  of  more  than  five  automobiles,  for 
two  years,  at  premises  No.  2692-2708  Jerome  avenue,  Borough  of 
The  Bronx.  Cal.  No.  70-36-BZ. 

*  *  * 

On  August  20,  1936,  Messrs.  Hirsh,  Newman,  Reass  &  Becker, 
attorneys,  served  on  Board  affidavit  and  order  to  show  cause  for 
Consolidated  Biological  Products,  Inc.,  owners,  in  re  decision  of 
July  14,  1936,  granting  on  condition  parking  of  automobiles  in  busi¬ 
ness  district  for  two  years,  at  premises  109-131  W.  50th  street  and 
110-130  W.  51st  street,  Borough  of  Manhattan.  Cal.  No.  92-36-BZ. 


COURT  DECISIONS 

Streit  vs.  Board  of  Standards  and  Appeals — On  November  20,  1934, 
Board  denied  reopening  of  application  previously  denied 
for  gasoline  station  in  business  district,  under  section 
21,  Cal.  No.  26-32-BZ,  Premises  1551-1555  Coney  Island 
avenue,  Borough  of  Brooklyn.  Justice  Lockwood  re¬ 
ferred  matter  back  to  Board  for  rehearing.  (N.  Y.  L. 
J.,  July  2,  1935).  Application  denied  on  rehearing. 
Justice  Lockwood  reversed  Board  (N.  Y.  L.  J.,  August 
1,  1936). 

*  *  * 

Bobrose  Developments,  Inc.  vs.  Murdock— On  December  3,  1935, 
Board  denied  gasoline  station  in  business  district  under 
section  21,  Cal.  No.  205-35-BZ;  Premises  163-03  North¬ 
ern  boulevard,  Flushing,  Queens.  Justice  Lockwood 
sustained  Board  (N.  Y.  L.  J.,  May  27,  1936). 

*  *  * 

Socony  Vacuum  Oil  Co.  et  al.  (Board  Standards  &  Appeals)- — On 
January  28,  1936,  Board  granted  reopened  application 
for  alteration  to  permit  gasoline  station  in  business  dis¬ 
trict,  under  section  7-a,  Cal.  No.  254-35-BZ,  Premises 
300-318  Cathedral  parkway,  486-489  Central  Park  West, 
and  1-11  W.  109th  street,  Manhattan.  Justice  Franken- 
thaler  sustained  Board  (N.  Y.  L.  J.,  August  15,  1936). 

*  *  * 

Matter  of  Rubel  Corp.  vs.  Murdock — March  27,  1934,  Board  denied 
request  to  reopen  application  for  gas  station  previously 
denied,  under  section  21,  in  business  district,  on  alleged 
new  facts  or  accept  new  case.  Cal.  No.  272-30-BZ, 
Premises  923-943  East  New  York  avenue,  440-6  Utica 
avenue  and  872-884  Lefferts  avenue,  Brooklyn.  Mr. 
Justice  Dodd  reversed  Board  on  recommendation  of 
Referee.  Appellate  Division  remitted  matter  to  Board 
for  rehearing  (N.  Y.  L.  J.,  July  2,  1935).  On  rehearing 
application  was  again  denied  by  Board.  Mr.  Justice 
Cuff  remitted  matter  for  further  hearing  (N.  Y.  L.  J., 
August  1,  1936). 

*  *  * 

Zicarelli  vs.  Post — The  essential  difference  between  Class  A  and 
Class  B  multiple  dwellings,  as  defined  by  section  4  of 
the  Multiple  Dwelling  Law,  is  the  relative  permanence 
of  the  occupancy  of  the  dwellers  therein.  Class  B 
dwellings  are  those  which  are  occupied  (sec.  4,  subdiv. 
5)  or  intended,  arranged  or  designed  to  be  occupied 
(sec.  4,  subdiv.  9),  as  a  rule,  transiently.  These  in¬ 
clude,  among  others,  hotels,  rooming  houses,  furnished 
room  houses  and  lodging  houses.  Class  A  dwellings  are 
those  occupied  or  arranged  to  be  occupied  (sec.  4, 
subdivs.  4  and  29)  for  residence  purposes  and  not  tran¬ 
siently.  These  include,  among  others,  apartment  hotels, 
kitchenette  apartments  and  all  other  multiple  dwellings 
except  Class  B  multiple  dwellings.  fl  The  test  to  be 
applied  is  not  only  the  actual  occupancy  at  any  particu¬ 


lar  time,  but  the  arrangement  and  design  of  the  dwell¬ 
ing.  If  the  arrangement  is  such  that  the  occupancy  is 
intended  to  be  more  or  less  permanent,  rather  than 
transient,  the  dwelling  is  to  be  classed  as  a  Class  A 
dwelling.  fl  The  arrangement  of  the  house  in  question 
seems  to  make  it  clearly  a  Class  A  dwelling.  The  front 
apartment  on  the  third  floor,  in  addition  to  a  cooking 
space,  together  with  a  gas  range  and  electric  icebox,  has 
an  adjoining  chamber  to  the  west  of  it,  with  a  door 
connecting  both  rooms.  This  arrangement  is  obviously 
intended  to  permit  both  rooms,  together  with  the  bath¬ 
room  and  cooking  space,  to  be  used  as  one  apartment. 
There  is  a  similar  arrangement  on  the  second  floor. 
All  of  the  other  one-room  apartments  likewise  are 
equipped  with  a  cooking  space,  or  what  is  commonly 
known  as  a  kitchenette,  where  there  are  a  gas  range, 
an  electric  icebox  and  running  water.  Bathrooms  are 
accessible  to  most  of  the  apartments,  and  in  many  a 
complete  bathroom  is  found,  flit  is  not  usual  or  cus¬ 
tomary  for  a  transient  rooming  house  or  lodging  house 
to  have  gas  ranges  and  refrigeration  supplied  to  transient 
tenants.  These  appurtenances  are  not  regularly  or 
customarily  supplied  to  persons  who  hire  rooms  tran¬ 
siently  fcr  sleeping  purposes.  They  are  appurtenances 
which  are  more  usually  found  in  connection  with  more 
or  less  permanent  occupancy,  fl  The  same  considerations 
lead  to  the  conclusion  that  the  plaintiff  does  not  come 
within  the  exemptions  set  forth  in  sec.  187,  subdiv.  1, 
of  the  Multiple  Dwelling  Law.  It  cannot  be  said  that 
this  building  is  “not  *  *  *  arranged  to  be  occupied  by 
more  than  two  families  on  any  floor.”  fl  Accordingly 
the  motion  for  an  injunction  pendente  lite  is  denied. 
Justice  Rosenman  (N.  Y.  L.  J.,  August  5,  1936). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  14,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

1 92-36-BZ. 

APPLICANT — Kaye,  Scholer,  Fierman  and  Hays,  for 
The  Marguerite  Corporation,  owner. 

PREMISES — 801  Bartholdi  street,  northeast  corner  of 
Barnes  avenue  (Block  No.  4633,  Lot  No.  11),  Bor¬ 
ough  of  The  Bronx. 

APPLICATION,  under  sections  7 a  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
an  existing  factory  building. 

45-36-BZ. 

APPLICANT- — 4012  Corporation,  owner. 

PREMISES — 1992-2016  Eastern  Parkway  Extension  and 
1924-1938  Broadway,  southwest  corner  (Block  No. 
1540,  Lot  No.  70),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

279-35-BZ. 

APPLICANT — James  Felton  and  Joseph  Felton,  for 
Abring  Realty  Corporation,  owner. 

PREMISES — 79-41  Central  avenue  (Cooper  avenue), 
north  side,  56.15  ft.  east  of  Graeme  avenue  (Block 
No.  2711,  Lot  No.  56),  Middle  Village,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  junk  yard 
(auto  wrecking)  ;  (previously  dismissed  for  lack 
of  prosecution ;  reopened  and  restored  to  calendar 
July  10,  1936). 

151-36-BZ. 

APPLICANT — Felix  J.  Wasselle,  for  Yosefa  Skowrunski, 
owner. 

PREMISES — 439  Vermont  street,  east  side,  180  ft.  north 
of  Blake  avenue  (Block  No.  3774,  Lot  No.  10), 
Borough  of  Brooklyn. 
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APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  residence  building- 
to  business  use  (store). 


SEPTEMBER  15,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  Septem¬ 
ber  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

CAL.  NO.  1305-25-BZ— Application  of  Henry  J.  Nurick,  ap¬ 
plicant,  on  behalf  of  Love  Lane  Auto¬ 
motive  Corporation,  owner,  reopened 
February  18,  1936,  under  sections  7 a 
and  7e  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
alteration  and  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles  (existing  garage  granted  by 
the  Board)  ;  premises  42-50  Love  Lane 
and  1-9  College  place,  northwest  cor¬ 
ner  (Block  No.  236,  Lot  No.  71),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  212-35-BZ — Application  of  Samuel  Gardstein,  ap¬ 
plicant,  on  behalf  of  Edwin  J.  Long, 
owner,  reopened  April  28,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  occupancy  of  a  plot  for  sale 
and  display  (parking  and  storage)  of 
more  than  five  (5)  new  and  used  mo¬ 
tor  vehicles  for  a  temporary  period  of 
two  (2)  years;  premises  6501-6507 
Fort  Hamilton  parkway  and  948-960 
65th  street,  southeast  corner  (Block 
No.  5750,  Lot  No.  42),  Borough  of 
Brooklyn. 


cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420.  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  15,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

197- 36-A — 2171  White  Plains  avenue,  west  side,  100  ft. 

north  of  Lydig  avenue  (Block  No.  4317,  Lot 
No.  56),  Borough  of  The  Bronx. 

198- 36 -A — 4498  Park  avenue  and  449  East  182nd  street, 

northwest  corner  (Block  No.  3038,  Lot  No.  1), 
Borough  of  The  Bronx. 


209-36-A— 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

221-36-A— Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

251-36- A— 1796-1808  Broadway,  232-240  Central  Park 
South,  235-241  West  58th  street,  southeast 
corner  of  Broadway  and  Central  Park  South 
'  (Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 

263-36-A— 78-80  East  56th  street,  south  side,  66  ft.  8  in. 

west  of  Park  avenue  (Block  No.  1291,  Lot 
Nos.  39 V-2  and  40),  Borough  of  Manhattan. 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Variations  of  Labor  Law 

190-36-S— 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36- S— 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 
216-36-SA — Orco-Richfield  Oil  Burner,  Model  A-l. 

219-36-SA— Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

224-36-SA— Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Types),  Models  1P61,  1P62,  1P91 
and  1P92. 

227-36-SA — Ventalarm  for  Fuel  Oil,  Type  L. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon ,  Sep¬ 
tember  15,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 


cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


cal.  no.  169-20- BZ — Application  of  Thomas  A.  Grady, 
applicant,  on  behalf  of  Clark  and  Com¬ 
pany,  owner,  reopened  July  14,  1936, 
for  consideration  of  an  amendment  to 
the  resolution  of  October  29,  1935,  as 
to  the  conditions  imposed  therein — re 
Application,  granted  on  condition,  un¬ 
der  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use 
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district  the  erection  and  maintenance 
of  a  gasoline  service  station  (in  lieu 
of  a  garage  for  more  than  five  (5) 
motor  vehicles  previously  granted  by 
the  board)  for  a  temporary  period  of 
ten  (10)  years;  premises  1617-1627 
Neptune  avenue  and  3127-3131  Cropsey 
avenue,  northeast  corner  (Block  No. 
6995,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  21,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

111-36-BZ. 

APPLICANT — Guerino  Salerni,  for  1776  Park  Avenue 
Corporation,  owner. 

PREMISES — 76  East  123rd  street  and  1768-1778  Park  ave¬ 
nue,  southwest  corner  (Block  No.  1748,  Lot  No. 
21),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

145-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Katherine  Eck- 
hardt,  owner. 

PREMISES — 379  East  Gun  Hill  road  and  3501  Webster 
avenue,  northwest  corner  (Block  No.  3356,  Lot  No. 
220),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

189-36-BZ. 

APPLICANT — William  Richter,  for  Solo  Linder,  owner. 

PREMISES — 722  Banner  avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  2994  Coney  Island  avenue, 
southwest  corner  of  Guider  avenue  (Block  No. 
7264,  Lot  No.  49),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district,  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station,  showroom, 
automobile  laundry,  brake  testing  station  and  office. 


SEPTEMBER  22,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Septem¬ 
ber  22,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  99-36-BZ — Application,  April  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Peter  Dinnella,  owner,  to 
permit  in  a  residence  use  and  also, 
partly  in  an  “F”  area  and  partly  in  a 
“C”  area  district,  the  erection  and 
maintenance  of  a  multiple  dwelling  not 
conforming  with  “F”  area  require- 
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ments;  premises  84-14  Forest  parkway 
(83rd  street),  west  side,  91.60  ft.  south 
of  Park  lane  south  (Block  No.  12,  Lot 
Nos.  288,  325  and  327),  Forest  Hills, 
Borough  of  Queens. 


CAL.  NO.  118-36-BZ— Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  i^ot  No.  29), 
Borough  of  Manhattan. 


cal.  no.  100-36-BZ — Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 
street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  22,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  22,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 


cal.  no.  42-36-BZ — Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  28,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

115-36-BZ. 

APPLICANT — Gustave  Goldman,  for  George  Beaudry, 
owner. 

PREMISES — 5283-5291  Kings  Highway,  east  side,  60  ft. 
9  in.  north  of  Preston  Court  (Block  No.  7949, 
Lot  No.  20),  Borough  of  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone 
resolution, 


CALENDAR 


TO  PERMIT  in  a  business  use  district  the  use  of  a  plot  of 
ground  for  parking  more  than  five  (5)  motor  ve¬ 
hicles  and,  also,  automobile  wrecking. 

194-36-BZ. 

APPLICANT— Jacob  Lustig,  for  Department  of  Hospitals, 
City  of  New  York,  owner. 

PREMISES— 451  Clarkson  avenue  and  south  side  of  Win- 
throp  street,  between  New  York  avenue  and  Al¬ 
bany  avenue  (Block  No.  4829,  Lot  No.  1)  ;  (Rings 
County  Hospital),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7 a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district,  as  an  accessory 
to  a  hospital,  the  alteration  and  extension  of  a 
former  stable  for  ambulances  (now  occupied  as  a 
garage),  so  as  to  accommodate  thirty-five  (35) 
motor  vehicles  (including  ambulances). 


187-36-BZ. 

APPLICANT— William  V.  McDevit  for  Socony  Vacuum 
Oil  Co.,  Inc.,  owner. 

PREMISES— 1190-1192  Bay  street  and  111-117  Hylan 
boulevard,  northwest  corner  (Block  No.  2850,  Lot 
No.  32),  Rosebank,  Borough  of  Richmond. 

APPLICATION,  under  section  7 a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
installation  of  a  lubritorium  unit  in  an  existing 
gasoline  service  station. 

215-36-BZ. 

APPLICANT— Abraham  J.  Halprin  for  Cotan  Realty, 
Inc.,  owner. 

PREMISES— 188-198  Parkside  avenue,  south  side,  81  ft. 
1014  in.  east  of  Ocean  avenue  (Block  No.  5054, 
Lot  No.  11),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  and  partly  in  a 
residence  use  district  the  alteration  and  change  of 
occupancy  of  part  of  an  existing  multiple  dwelling 
from  residence  use  to  business  use  (stores). 

223-36-BZ. 

APPLICANT— John  Adikes  for  Jamaica  Savings  Bank, 
owner. 

PREMISES— 91-11  to  91-25  144th  place  and  144-01  to  144- 
09  Archer  avenue,  northeast  corner  (Block  No. 
1033,  Lot  Nos.  20  and  25),  Jamaica,  Borough  of 
Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  an  unrestricted  use  and  partly  in  a 
business  use  district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5)  motor  vehicles. 

225-36-BZ. 

APPLICANT— Scacchetti  &  Siegel  for  The  North  Ameri¬ 
can  Holding  Corporation,  owner. 

PREMISES— 1182-1196  Grand  Concourse  and  180-188  East 
167th  street,  southeast  corner  (Block  No.  2456, 
Lot  Nos.  155-163),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  of  a 
six  (6)  story  multiple  dwelling  with  business  use 
(stores)  on  the  first  story. 

222-36-BZ. 

APPLICANT — Boochever,  McManus  &  Ostrow,  for  New 
York  Water  Service  Corp.,  owner. 


PREMISES— 3402-3424  Foster  avenue,  south  side,  540  ft. 

west  of  East  37th  street  (Block  No.  4982 A,  Lot 
No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  steel  tank  for  storage  of  water. 


239-36-BZ. 

APPLICANT— Frackman  &  Robins,  for  LaFontaine  Es¬ 
tates,  Inc.,  owner. 

PREMISES— Northwest  corner  of  West  182nd  and  Grand 
Concourse  (Block  No.  3163,  Lot  No.  40),  Borough 
of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


SEPTEMBER  29,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Sep¬ 
tember  29,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters: 

cal.  no.  8-36-BZ— Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018, Lot 
No.  1),  Jamaica,  Borough  of  Queens. 

cal.  no.  282-27-BZ— Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Lehigh  Garage  and 
Gas  Station,  Inc.,  lessee  (long  term 
lease),  reopened  July  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  an  existing 
garage  and  gasoline  service  station 
(previously  granted  by  the  board),  .by 
the  removal  of  partitions  and  the  in¬ 
corporation  of  the  existing  store  sec¬ 
tion  as  part  of  the  garage,  premises 
200-208  East  111th  street  and  2013- 
2025  Third  avenue,  southeast  corner 
(Block  No.  1660,  Lot  No.  45),  Bor¬ 
ough  of  Manhattan. 

HARRIS  H  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  5,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

25-36-BZ. 

APPLICANT — Jane  Grillo,  owner. 

PREMISES— 1484  Coney  Island  avenue,  west  side,  440  ft. 
north  of  Avenue  L  (Block  No.  6536,  part  of  Lot 
No.  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  garage  for  more  than  five  (5) 
motor  vehicles  to  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop. 

109-36-BZ. 

APPLICANT — Joseph  M.  Baker,  for  Agnes  Spanos, 
owner. 

PREMISES — North  side,  183.9^  ft.  east  of  31st  Drive 
(Block  No.  1679,  Lot  No.  44),  Elmhurst,  Borough 
of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

121-36-BZ. 

APPLICANT — Benjamin  Maksik,  owner. 

PREMISES — 2686-2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No.  4489,  part  of 
Lot  No.  5),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7(f)  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  district,  the  erection  and 
maintenance  of  an  open  air  dining  and  dancing 
pavilion,  and  also  the  parking  of  more  than  five 
(5)  motor  vehicles  (of  patrons). 

159-36-BZ. 

APPLICANT — Frank  G.  Colgan,  for  Alurion  Realty 
Corp.,  owner. 

PREMISES — 245-259  West  41st  street,  north  side,  100  ft. 
east  of  Eighth  avenue  (Block  No.  1013,  Lot  No. 
3),  Borough  of  Manhattan. 

APPLICATION,  under  section  7(h)  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  retail  use  district,  the  use  and  mainte¬ 
nance  of  a  plot  of  ground  as  a  parking  space  for 
more  than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years. 


217-33-BZ. 

APPLICANT — Benjamin  N.  Brody,  for  Helen  Schrage 
Lehman,  owner. 

PREMISES — 110-38  Springfield  boulevard  and  217-20  110th 
road  (Junior  place),  southwest  corner  (Block  No. 
2038,  part  of  Lot  No.  28),  Queens  Village,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied). 

16-36-BZ. 

APPLICANT — Albert  Goldhammer,  for  A.  F.  &  G.  Realty 
Corp.,  owner. 

PREMISES — North  side  of  Westchester  avenue,  from 
Leland  avenue  to  White  Plains  road  (Block  No. 
3880,  Lot  Nos.  1,  2,  3,  4  and  5),  Borough  of  The 
Bronx. 

APPLICATION,  under  sections  7(f)  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


54-36-BZ. 

APPLICANT — Kadel,  Van  Kirk  &  Trencher,  for  B  &  S 
Gasoline  Stations,  Inc.,  owner. 

PREMISES — 2240-2250  Ocean  parkway  and  515-531 
Gravesend  Neck  road,  northwest  corner  (Block 
No.  7157,  Lot  No.  16),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7(a)  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  maintenance  of  a  gasoline 
service  station. 


OCTOBER  16.  1936,  10  A.  M. 

SPECIAL  MEETING 


180-36-BZ. 

APPLICANT — Joseph  T.  Hammer,  for  Margaret  V.  Mc¬ 
Cabe,  owner. 

PREMISES — 1938  Grand  Concourse,  east  side,  71.04  ft. 
south  of  East  178th  street  (Block  No.  2810,  Lot 
No.  5),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  from  residence  use 
to  business  use  (undertaking  establishment). 


391-27-BZ. 

APPLICANT — Daniel  Marshall,  for  Sinclair  Refining 
Company,  lessee  (long  term  lease). 

PREMISES— 5214-5218  Broadway  and  89  West  225tl 
street,  northeast  corner  (Block  No.  2215,  Lot  No 
106),  Borough  of  Manhattan.  , 

APPLICATION,  under  section  21  of  the  building  zom 
resolution, 

TO  PERMIT  in  a  business  use  district,  the  erection  anc 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied  under  section  7-c). 


Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning ,  October 
16,  1936,  at  10  o  clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 


cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  Copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and-Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each— postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 
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RULES 


Plumbing,  Drainage,  Water  Supply,  Gas 

Adopted  by  the  Superintendents  of  Buildings,  Effective 
April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
lloor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build- 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer- 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 
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more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  5 pounds 

3  inches .  5  1/5  9}4  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . H  20  pounds 

7  inches . 14  27  pounds 

8  inches!’.! . 17  33*4  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra,  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
rnanutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pine  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


\l/i  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2j4  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3ka  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4j4  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

,  31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


.  Weights  per 

Diameters  Thicknesses  Linear  Foot 


1/4  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2J4  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3/4  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4/4  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


1/4  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2/4  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches..  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


V/i  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot : 


Weights  per 

Diameters  Linear  Foot 


V/a  inch  (for  flush  pipes  only) .  2J4  pounds 

1/4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4)4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet.  - 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 

It  must’ be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be-  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  _  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter: 


Diameter 

of  Fall  Fall 

Pipe  yA  Inch  per  Foot  y2  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

1° . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When,  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

_  80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 


not  more  than  two  sets  of  fixtures  in  five 

or  six.  stories. .. .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  vfor  laundry  tubs .  1  yA  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  \y2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ,  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter ,  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the^largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


inch  branches  on  a  1  Vi  inch  main  branch, 
inch  branches  on  a  2  inch  main  branch, 
inch  branches  on  a  2  inch  main  branch. 

inch  branches  on  a  2  inch  main  branch, 
inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table : 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4 

3 

2 

2 

2 

2 


l/2 


inches 

inches 

inches 

inches 

inches 

inches 

inches 


in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 
in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1J4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(£4)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1J4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1*4  inches  in  diameter 
nor  larger  than  1J4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good,  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  W  here  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 

on  flush  pipes.  _  • 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151. "  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (24)  inches ;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (*4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1,  1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

.  165.  _  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1J4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

1"1-  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six.  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Diameters 


Weights  per 
Linear  Foot 


H 

J/2 

X 

1 

IX 

l'A 

2 

2X 
'  3 
3X2 
4 


inch .  0.56  pound 

inch .  0.85  pound 

inch .  1.12  pound 

inch .  1.67  pound 

inch .  2.24  pounds 

inch .  2.68  pounds 

inch .  3.61  pounds 

inch .  5.75  pounds 

inch .  7.54  pounds 

inch .  9.00  pounds 

inch .  10.66  pounds 


No  pipe  allowed  of  less  than  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  ffont  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted.  , 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall.  - 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  34  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  leit 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
?.ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

Vs 

Vi 

inch . 

.  26 

feet 

3 

inch . 

.  36 

feet 

6 

V* 

inch . 

.  60 

feet 

20 

1 

inch . 

.  80 

feet 

35 

l 

inch . 

.  110 

feet 

60 

1^2 

inch . 

.  150 

feet 

100 

2 

inch . 

.  200 

feet 

200 

2J4 

inch . 

.  300 

feet 

300 

3 

inch . 

.  450 

feet 

450 

354 

inch . 

.  500 

feet 

600 

4 

inch . 

.  600 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 
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soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  Ys,  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes, 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
compiy  strictly  with  the  foregoing  rules,  _  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 

and  information :  .9 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the. test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps.  . 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 

venting.  , 

The  testing  apparatus  shall  be  located  within  the  City  ol 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows: 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and  : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 


Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon- Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

T  est. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w'th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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RULES  FOR  LIQUEFIERS  USED  TO  CONVERT  SOLID  CARBON  DIOXIDE  TO  A  LIQUID  AND 
/OR  A  GAS,  IN  ACCORDANCE  WITH  THE  PROVISIONS  OF  SECTION  214, 
ARTICLE  17  OF  CHAPTER  10  OF  THE  CODE  OF  ORDINANCES 

ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  JUNE  26,  1936. 

EFFECTIVE,  JULY  27,  1936. 


(262-3S-SR) 

Authority: 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand¬ 
ards  and  Appeals  by  Section  718-A,  sub-division  3  of 
Chapter  XIV-A  of  the  Charter  of  the  City  of  New  York 
for  the  carrying  into  effect  the  provisions  of  Section  214, 
Article  17,  Chapter  10  of  the  Code  of  Ordinances. 

Rule  1.  Certificate  of  Approval. 

A  Certificate  of  Approval  shall  be  obtained  by  the  manu¬ 
facturer  from  the  Fire  Chief  and  Commissioner  for  each 
type  of  liquefier  or  converter  to  be  used  for  the  conversion 
of  solid  carbon  dioxide  to  liquid  carbon  dioxide  as  in  full 
compliance  with  these  Rules.  A  Certificate  of  Approval 
shall  also  be  obtained  from  the  Fire  Chief  and  Commis¬ 
sioner  for  each  system  used  to  convert  solid  carbon  dioxide 
to  liquid  carbon  dioxide  for  filling  portable  cylinders  or 
other  containers  as  in  full  compliance  with  these  Rules. 

Rule  2.  Certificate  of  Fitness. 

A  Certificate  of  Fitness  shall  be  obtained  from  the  Fire 
Chief  and  Commissioner  for  each  operator  of  a  liquefier 
system  used  to  convert  solid  carbon  dioxide  to  liquid  car¬ 
bon  dioxide  for  filling  portable  cylinders  or  other  con¬ 
tainers. 

Rule  3.  Inspection  Test  Report. 

A  disinterested  inspection  service,  approved  by  the  Fire 
Chief  and  Commissioner,  shall  inspect  all  material  and 
workmanship  of  all  liquefiers  at  the  place  of  manufacture 
and  shall  verify  compliance  with  these  Rules,  witness  all 
tests  and  shall  furnish  the  Fire  Chief  and  Commissioner 
with  a  test  report  as  follows : 

A.  Test  reports  for  liquefiers,  other  than  redesigned  portable 
cylinders,  shall  show  all  information  called  for  in  para¬ 
graph  23,  I.  C.  C.  Specification  3A,  except  as  follows: 

1.  “Marks  stamped  into  shoulder  of  cylinder.”  This 
shall  be  as  per  Rule  “11  Marking”  hereinafter  speci¬ 
fied.  Actual  markings  shall  be  shown  on  test  report. 

2.  “Record  of  hydrostatic  tests.”  This  shall  be  as 
per  Rule  “9  Testing”  hereinafter  specified. 

3.  Statement  shall  be  furnished  that  liquefier  covered 
in  said  test  report  comply  with  these  Rules,  and 
Certificate  of  Approval  Number  for  the  type  of 
liquefier  covered  in  said  test  report. 

B.  Test  report  for  converted  portable  cylinders  for  liquefier 
use  shall  show  for  each  converted  cylinder  the  follow¬ 
ing: 

1.  Liquefier  Serial  Number. 

2.  Original  number  of  cylinder  used  for  conversion. 

3.  Original  ownership  initials  of  cylinders  used  for 
conversion. 

4.  Original  I.  C.  C.  marking  of  cylinder  used  for  con¬ 
version. 

5.  Original  manufacturing  test  date  of  cylinder  used 
for  conversion,  and  name  of  original  manufacturer. 

6.  Test  pressure  applied  to  cylinder  before  conversion. 

7.  Total  expansion  obtained  on  cylinder  before  con¬ 
version. 

8.  Permanent  expansion  obtained  on  cylinder  before 
conversion. 

9.  Per  cent  expansion  obtained  on  cylinder  before  con¬ 
version. 


10.  Elastic  expansion  obtained  on  cylinder  before  con¬ 
version. 

11.  Outside  diameter  and  length  of  cylinder  before 
conversion. 

12.  A  statement  that  the  above  cylinders  before  con¬ 
version  into  liquefiers  were  tested  in  a  water  jacket 
in  accordance  with  these  Rules  and  I.  C.  C.  Regu¬ 
lations  and  the  results  appear  above. 

13.  A  statement  that  the  top  thickness,  opening  for 
cover  plate  and  distance  across  the  corner  where 
the  side  wall  meets  the  bottom  and  at  45°  to  the 
side  wall,  was  measured  and  the  dimensions  were 
found  to  conform  with  Rule  6,  F.  G.  H  and  I. 

14.  A  statement  that  after  assembly  each  liquefier  was 
given  an  open  hydrostatic  test  to  3,000  lbs.  and 
this  pressure  was  held  for  at  least  two  minutes 
without  showing  a  pressure  recession  of  more  than 
75  lbs. 

15.  The  liquefier  was  marked  as  follows:  (See  Rule 
“11  Marking”  for  requirements.) 

16.  A  statement  that  these  liquefiers  conform  to  these 

Rules,  and  that  the  type  of  liquefier  has  been  ap¬ 
proved  under  New  York  City  Fire  Department 
Certificate  of  Approval  Number . 

Rule  4.  Construction  Other  Than  Screw  Thread 
Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  Specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  devices  other  than 
screw  thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula : 

t  =  OD  x  P  x  .43 


S 

Where  OD  =  Outside  diameter  of  container 
t  =  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  =  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.). 

B.  The  “Top”  is  defined  as  that  portion  of  the  liquefier 
in  which  the  closure  device  is  installed  and  where  the 
ice  is  introduced. 

C.  The  minimum  thickness  of  the  top  before  machining 
shall  be  at  least  3l/2  times  the  wall  thickness. 

D.  The  minimum  thickness  of  the  top  after  machining 
shall  be  at  least  3  times  the  wall  thickness. 

E.  The  minimum  distance  from  edge  of  the  hole  cut  or 
shaped  for  the  closure  device  to  the  outside  of  wall 
shall  be  4}4  times  the  wall  thickness. 

F.  The  maximum  width  of  the  machined  seat  shall  not  be 
more  than  V/2  times  the  wall  thickness. 

G.  The  outside  radius  connecting  the  top  of  the  liquefier 
to  its  side  wall  shall  not  be  more  than  \l/2  times  the 
wall  thickness. 

H.  The  inside  radius  connecting  the  side  wall  to  the  top 
before  machining,  shall  not  be  less  than  2 y2  times  the 
wall  thickness. 

In  lieu  of  the  requirements  as  set  forth  in  C  to  H 
inclusive  above : 

The  top  portion  of  the  liquefier  including  closure  plate 
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shall  be  designed  with  a  factor  of  safety  of  not  less 
than  two  at  a  test  pressure  of  3000  lbs.  per  sq.  inch. 
The  design  shall  be  proven  by  a  test  to  destruction  for 
each  type  of  liquefier  before  a  certificate  of  approval 
shall  have  been  issued. 

I.  A  large  fillet  shall  be  provided  in  the  corner  of  the 
machined  seat  where  it  meets  the  inside  radius. 


by  any  cutting  of  threads  in  the  process  of  conversion 
into  a  liquefier,  except  as  specified  in  Rule  “5-B  Con¬ 
struction  Screw  Thread  Type.” 

b.  If  the  closure  is  formed  by  using  a  portion  of  the 
ormer  bottom  as  a  seat,  this  shall  only  be  permissible 
it  the  dimensions  of  the  liquefier  conform  to  those 
shown  in  the  Tables  II,  III  and  IV. 


Rule  5.  Construction  Screw  Thread  Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO‘  to.  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  device  of  the  screw 
thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula: 

t  —  OD  x  P  x  .43 


Where  OD  —  Outside  diameter  of  container, 
t  —  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  —  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.) 

B.  The  thread  of  the  device  shall  be  designed  with  a  factor 
of  safety  of  not  less  than  4  at  a  test  pressure  of  3,000 
lbs.  per  sq.  in.  and  the  wall  thickness  after  cutting 
thread  shall  r.ot  be  less  than  that  specified  in  Rule  5-A 
above. 


Rule  6.  Conversion  of  Portable  Cylinders  for 
Liquefier  Use. 

Seamless  portable  cylinders  made  to  I.  C.  C.  Specifica¬ 
tion  3  or  3A  for  oxygen  or  carbon  dioxide  and  originally 
designed  and  used  for  the  transportation  of  compressed  or 
liquefied  gases  shall  be  acceptable  for  alteration  or  conver¬ 
sion  into  carbon  dioxide  liquefiers  only  under  the  follow¬ 
ing  conditions ; 

A.  Cylinders  which  have  been  in  a  fire  shall  not  be  used 
for  conversion  into  liquefiers  until  they  have  been 
properly  heat  treated  and  retested  as  specified  in  para¬ 
graph  423,  of  the  I.  C.  C.  Regulations. 

B.  Cylinders  which  show  surface  dents,  or  which  fail  to 
give  a  clear  ring  on  being  struck  with  a  hammer,  shall 
not  be  used  for  conversion  into  liquefiers. 

C.  Before  conversion  into  liquefiers,  each  cylinder  shall  be 
submitted  to  a  hydrostatic  test  of  3,000  lbs.  pressure 
in  a  water  jacket  under  the  conditions  specified  in 
paragraph  424  of  the  I.  C.  C.  Regulations  and  the 
total  and  permanent  expansion  shall  be  recorded.  A 
cylinder  shall  be  condemned  when  it  leaks  or  when  the 
permanent  expansion  exceeds  10  per  cent  of  the  total 
expansion. 

D.  If  in  the  hydrostatic  test  in  the  water  jacket  the  net 
elastic  expansion  (total  expansion  less  permanent  ex- 
pansion)  at  3,000  lbs.  exceeds  the  allowable  limit  given 
in  the  following  table  for  the  type  of  cylinder  involved, 
such  cylinder  shall  not  be  used  for  conversion  into  a 
liquefier.  If  the  cubic  capacity  of  .a  cylinder  to  be  tested 
varies  from  the  standard  capacity  given  in  the  table 
for  that  type,  then  the  allowable  limit  of  elastic  expan¬ 
sion  will  be  varied  in  the  same  proportion. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2 


TABLE  I. 

Cubic 
Capacity 
2,660  cu.  in. 
2,660  cu.  in. 
2,360  cu.  in. 


Elastic  Expansion 
Allowable  Limit 
170  c.c. 

170  c.c. 

150  c.c. 

-  -----  - o - . - - for  a  portable  con¬ 

tainer  shall  have  the  thickness  of  the  side  wall  reduced 


E.  No  cylinders  designed  and  used 


TABLE  II. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2... 


Minimum 
Bottom  Thickness 
.66  in. 

.66  in. 

.66  in. 


TABLE  III. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO.2... 


Maximum 
Opening  Permitted 
6%  in.  x  7%  in. 
6%  in.  x  7%  in. 
524  in.  x  6%  in. 


TABLE  IV. 


G. 


H. 


I. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2... 


Minimum  Thickness  across 
corner  at  Point  where  the 
outside  of  the  side  wall 
meets  the  inside  radius  of 
bottom  and  at  45°  to  side 
wall. 

5A  in. 

5A  in. 

V&  in. 


The  maximum  width  of  the  machined  seat  for  the 
gasket  of  liquefier  shall  be  5/16  in.,  and  the  inside 
radius  connecting  this  seat  to  the  side  wall  of  the 
cylinder  shall  not  be  less  than  A  in. 

The  minimum  thickness  of  closure  plate  shall  be  5 
times  the  wall  thickness  of  the  cylinder.  The  closure 
plate  shall  be  of  a  good  grade  of  billet  steel.  Castings 
not  permitted. 


Before  conversion  into  a  liquefier,  the  cylinder  shall 
meet  a  new  hydrostatic  test  at  the  pressure  at  which 
such  cylinder  was  originally  tested,  provided  however, 
that  no  cylinder  shall  be  converted  unless  for  its  origi¬ 
nal  use  it  was  tested  to  3,000  lbs.  pressure.  Such  new 
test  shall  be  in  a  water  jacket  before  conversion  into  a 
liquefier. 


Rule  7.  Spuds. 

.  Spuds  for.  chain  connections  or  for  reinforcing  valve  or 
pipe  connections  of  not  over  24  in-  pipe  size  shall  be  welded 
before  heat  treatment  at  place  of  manufacture  of  the 
liquefier. 


Rule  8.  Safety  Devices. 

Each  liquefier  shall  be  provided  with  two  safety  devices 
of  frangible  disc  type  attached  to  the  liquefier  at  a  point 
not  lower  than  6  inches  from  the  top.  The  cross  section 
area  of  the  discharge  channel,  or  channels  (of  the  safety 
device,  or  devices)  shall  be  at  least  .006  sq.  in.  for  each  25 
lbs.  of  liquefier  water  capacity  and  .00024  sq.  in.  additional 
for  each  additional  pound  of  water  capacity.  Safety  de¬ 
vices  having  two  or  more  outlets  shall  be  so  constructed 
that  these  outlets  will  have  a  combined  total  area  of  not 
less  than  one  and  one-half  times  that  prescribed  for  the 
safety  discharge  channel.  The  frangible  disc  of  the  -safety 
devices  shall  be  designed  to  release  at  a  pressure  of  not 
more  than  2,000  lbs.  per  sq.  in. 

Rule  9.  Testing. 

Each  liquefier  after  assembly  shall  be  tested  hydrostati¬ 
cally  by  an  approved  independent  testing  agency  for  not 
less  than  two  minutes  to  a  pressure  of  3,000  lbs.  per  sq.  in. 
without  showing  a  pressure  recession  of  more  than  75  lbs. 
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per  sq  in.  The  inspection  service  shall  file  a  satisfactory 
record  on  test  report  stating  that  the  liquefier  passed  the 
above  required  test. 

Rule  10.  Quinquennial  Test. 

Liquefiers  used  for  any  purpose  shall  be  retested  at.  least 
every  five  years  to  a  pressure  of  3,000  lbs.  per  sq.  in.  in 
the  same  manner  and  under  the  same  requirements  as  at 
the  time  and  place  of  manufacture  and  the  date  of  retest 
shall  be  stamped  thereon. 

Rule  1 1 .  Marking. 

Each  liquefier  shall  bear  marking  as  follows: 

A.  Name  of  owner. 

B.  Serial  number. 

C.  Name  or  trade  mark  of  manufacturer. 

D.  Date  of  manufacture. 

E.  Test  pressure. 

F.  Inspection  service  mark. 

G.  Maximum  filling  charge  based  on  filling  to  not  more 
than  68  per  cent  of  the  water  content  by  weight. 

Rule  12.  Filling. 

Each  liquefier  shall  be  placed  and  used  in  a  vertical  posi¬ 
tion  with  filling  effected  while  liquefier  is  properly  secured. 

Rule  13.  Maximum  Charge. 

Liquefiers  shall  not  be  filled  with  solid  carbon  dioxide  in 
excess  of  150  lbs.  nor  in  excess  of  68  per  cent  by  weight 
of  the  water  capacity  of  the  liquefier. 

Rule  14.  Use  of  CO2  Systems  and  Liquefiers. 

A.  Carbon  dioxide  liquefier  converting  systems  for  filling 
portable  cylinders  shall  not  be  used  in  any  building 
occupied  in  whole  or  in  part  as  a  residence  or  as  a 
multiple  dwelling,  or  as  place  of  public  assembly,  or 
in  a  building  not  used  exclusively  for  manufacturing 
purposes. 

B.  Except  in  buildings  used  exclusively  for  the  manufac¬ 
ture  of  carbon  dioxide  or  other  compressed  gases,  not 
more  than  8  liquefiers  of  a  maximum  combined  ca¬ 
pacity  of  1,200  lbs.  of  carbon  dioxide  shall  be  headed 
in  a  battery  and  not  more  than  one  such  battery  shall 
be  permitted  in  a  building. 

C.  Liquefiers  may  be  manifolded  only  by  the  use  of  extra 
heavy  steel  or  wrought  iron  pipe,  or  extra  heavy  seam¬ 
less  copper  or  brass  tubing,  of  not  larger  than  $4  in- 
I.  P.  S.  Fittings  shall  be  high  pressure  forged  steel  or 
extra  heavy  bronze  hydraulic  type. 

D.  Each  manifold  shall  be  protected  by  a  frangible  disc 
safety  device  of  the  same  size  and  type  as  those  pre¬ 
scribed  for  the  liquefier,  and  designed  to  release  at  a 
pressure  of  not  more  than  2,000  lbs.  per  sq.  in.  In 
addition,  the  liquid  manifold  shall  be  protected  by  a 
spring  safety  valve  so  set  as  to  relieve  the  pressure 
at  not  more  than  1,600  lbs.  per  sq.  in. 

E.  When  carbon  dioxide  gas  is  conducted  through  pres¬ 
sure  reducing  valve  between  liquefier  and  point  of  use, 
the  use  of  a  heater  will  be  permitted,  but  said  heater 


shall  be  so  arranged  that  heat  may  be  applied  indi¬ 
rectly.  This  heater  shall  consist  of  a  coil  immersed  in 
water.  The  source  of  heat  shall  then  be  applied  to  the 
water  but  not  directly  to  the  coil. 

Rule  15.  Test  of  Piping. 

Each  liquefier  or  battery  of  liquefiers  to  be.  used  for 
the  filling  of  portable  cylinders  or  other  containers  with 
liquid  carbon  dioxide  and  all  the  piping  connected  thereto, 
shall  be  hydrostatically  tested  in  the  presence  of  the  rep¬ 
resentatives  of  the  Fire  Chief  and  Commissioner  before 
the  solid  carbon  dioxide  is  first  put  into  the  system.  A 
hydrostatic  pressure  of  2400  lbs.  per  sq.  in.  shall  be  main¬ 
tained  for  fifteen  minutes,  released  for  five  minutes,  and 
again  applied  for  a  period  of  fifteen  minutes  without  any 
visible  leak  or  reduction  of  pressure.  This  test  shall  be 
repeated  at  least  every  five  years. 

Rule  16.  Approval  Systems  for  Filling  Portable 
Cylinders. 

Each  liquefier  or  battery  of  liquefiers  used  for  filling 
portable  cylinders  or  other  containers,  shall  be  permanently 
labeled  or  marked  showing  the  Fire  Department  Certificate 
of  Approval  Number  together  with  date  of  last  test. 

Rule  1 7.  Acceleration. 

Defrosting,  or  acceleration  of  liquefaction,  shall  be  by 
use  of  water  only,  the  water  shall  be  of  a  temperature  not 
above  85°  Fahrenheit. 

Rule  18.  CO2  Portable  Cylinders. 

A.  Portable  cylinders  or  other  containers  to  be  filled  with 
liquid  carbon  dioxide  shall  be  constructed  and  marked 
in  accordance  with  the  Specifications  of  the  Interstate 
Commerce  Commission  for  carbon  dioxide  cylinders 
and  shall  have  been  tested  within  intervals  of  not 
more  than  five  years  as  evidenced  by  official  marking. 
Cylinders  not  so  constructed  and  marked  shall  not  be 
filled  with  carbon  dioxide. 

B.  The  maximum  filling  of  liquid  carbon  dioxide,  with 
one  pound  allowable  variation  in  each  cylinder,,  shall 
not  be  over  20  lbs.  for  standard  cylinders  5 V2  in.  in 
diameter  by  51  in.  long,  nor  over  50  lbs.  for  standard 
cylinders  8 54  in.  in  diameter  by  51  in.  long  and  larger. 
No  cylinder  shall  be  filled  with  carbon  dioxide  to  more 
than  68  per  cent  of  the  water  capacity,  by  weight,  of 
the  cylinder. 

C.  The  amount  of  liquid  carbon  dioxide  charged  into 
portable  cylinders  or  other  containers  shall  be  deter¬ 
mined  by  weight  by  use  of  a  dial  scale  having  a  rnov- 
able  indicator,  and  this  weight  shall  also  be  checked 
after  disconnecting  from  the  charging  line. 

Rule  19.  Existing  Installations. 

Liquefiers  or  converters  to  which  these  rules  and  regu¬ 
lations  cannot  be  applied,  may  be  maintained  and  operated, 
if  approved  by  the  Board  of  Standards  and  Appeals,  under 
such  conditions  as  are  deemed  necessary  in  the  interest  of 
public  safety. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  C'.ty  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 
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ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


f 


BULLETIN 


OF  THE 


BOARD  OF  STANDARDS  AND  A  RDF 'ITS 

CITY  OF  NEW  YORK  xp 

<5-  <? 


Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  La\&,  of 


- J  —  "  "f  *  VWf  M—A  is  » »  X 

the  Municipal  Assembly,  Local  Law  No.  13,  of  1925,  Local  Law  No.  26  of  1934,  Local  Law  No.  2 <ko 

Local  Law  No.  10  of  1935. 


f  lfiS^  andy 


-  .  % 

Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1001  to  1015,  Municipal  Building, 

New  York  City. 


Vol.  XXI 


Subscription 
$2.50  a  year 


SEPTEMBER  22,  1936 


Single  Copies,  5  cents 
By  mail,  8  cents 


No.  38 


DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 

Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone— WOrth  2-0184. 

Office  Hours  for  Public— 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 

CONTENTS 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK'S  CALENDAR 

T,je  Clerk’s  Calendar  consists  of  applications  under  tht 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
^  ^e,  ca^ed  in  Room  1013,  Monday ,  September  21, 

1936,  at  2  o  clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  September  28,  1936,  at  2  o’clock. 

he  Clerk  s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 


Docket. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 


The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  September  15,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  1305-25- BZ,  128- 
36-BZ,  532-24-BZ,  309-28-BZ,  162-36-BZ,  212-35-BZ, 
528-28- BZ,  259-32-BZ  and  492-27-BZ. 


Minutes  of  Regular  Meeting,  September  15,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  26-36-BZ,  85-36- 
BZ,  116-33-BZ,  968-24-BZ,  50-36-BZ,  16-32-BZ,  169-20- 
BZ,  499-31-BZ,  672-28-BZ,  212-34-BZ,  88-36-BZ,  89-36- 
BZ,  198-36-A,  209-36-A,  251-36-A,  27-36-A,  184-35-A, 
197-36-A,  221-36-A,  263-36-A,  190-36-S,  193-36-S,  216- 
36-SA,  219-36-SA,  224-36-SA,  227-36-SA,  56-36-SA,  144- 
36-SA,  115-32-SA,  and  110-36-SA. 


Fire  Retarding  Rules  for  Garages,  etc. 
Reserve  Calendar. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  _  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 

r.LrUe  *ocatlon  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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CALENDAR 


DOCKET 

Neiv  Cases  Filed  up  to  September  16,  1936 
Cal.  No.  Department  Premises  Affected 

263-36-A . D.B.M . 78-80  East  56th  street,  south' 

side,  66  ft.  8  in.  west  of 
Park  avenue  (Block  1291, 
Lots  39^4  and  40),  Borough 
of  Manhattan,  N.B.  211-36. 


264-36-SA . F.D . Nesco  Circulating  Heater, 

Appliance. 


265-36-A . D.B.B . 168-172  Sanford  street,  west 

side,  75  ft.  north  of  Wil¬ 
loughby  avenue  (Block  1752, 
part  of  Lot  1),  Borough  of 
Brooklyn,  11703-L.F. 


266-36-BZ . D.B.Q . Northeast  corner  of  Queens 

boulevard  and  Nassau  boule¬ 
vard  (  H  or  a  c  e  Harding 
boulevard)  (Block  1876,  Lot 
1  and  part  of  Lot  21),  Elm¬ 
hurst,  Borough  of  Queens, 
Applic.  3633-36. 


267-36-A . D.B.B . 646-720  Van  Siclen  avenue, 

northwest  corner  of  Hege- 
man  avenue  (Block  4304, 
Lot  12),  Borough  of  Brook¬ 
lyn,  Decision. 


268-36-A . D.B.B . 601-611  Livonia  avenue,  north¬ 

east  corner  of  Sheffield  ave¬ 
nue  (Block  3805,  Lot  1), 
Borough  of  Brooklyn, 

Decision. 


Restored  to  Calendar 

532-24-BZ . D.B.Bx . 1075  Summit  avenue,  west 

side,  168.38  ft.  north  of 
West  165th  street  (Block 
2526,  Lot  52),  Borough  of 
The  Bronx,  Decision. 


85-36-BZ . D.B.B . 2235-2247  Flatbush  avenue 

and  1832  East  48th  street, 
northeast  corner  (Block 
8487,  Lots  1,  3  &  5),  Bor¬ 
ough  of  Brooklyn, 

Applic.  1439-36. 


968-24- BZ . D.B.B . 1922-  1926  and  1930-  1932 

Kings  highway  and  2110 
Ocean  avenue  (Block  6782, 
Lots  19-23),  Borough  of 
Brooklyn,  Decision. 


116-33-BZ . D.B.M . 50-56  Downing  street  and 

214-218  West  Houston  street 
(Block  528,  Lots  13,  28,  29, 
30  &  31),  Borough  of  Man¬ 
hattan,  Decision. 


144-36-SA . F.D . Herman  Nelson  Conversion 

Oil  Burner,  Models  C-1001, 
C-1002,  C-3001  and  C-3002, 
Appliance. 


115-32-SA . F.D . Wayne  Domestic  Oil  Burner, 

Model  K,  Appliance. 


184-35-A . F.D . 376-412  Maspeth  avenue 

(Block  2928,  Lot  1),  Bor¬ 
ough  of  Brooklyn,  Decision. 


269-36- A . '..D.B.B.... 


270-36-A . D.B.B.... 


271-36-A . D.B.M. .. 


272-36-BZ . D.B.M.... 


273-36-BZ . D.B.Q... . 


274-36- BZ . D.B.Q.. .. 


53-59  Chester  street,  east 
side,  120  ft.  north  of  Pitkin 
avenue  (Block  3499,  Lots  8, 
10  and  12),  Borough  of 
Brooklyn,  Decision. 

934-938-942  Halsey  street, 
south  side,  189  ft.  east  of 
Saratoga  avenue  (Block 
1495,  Lot  16),  Borough  of 
Brooklyn,  Decision. 

,417-427  East  108th  street, 
north  side,  195  ft.  east  of 
1st  avenue  (Block  1702,  Lot 
9),  Borough  of  Manhattan, 
2961 5-F. 

,1-5  2nd  avenue  and  98-112 
East  Houston  street,  north¬ 
west  corner  (Block  456,  Lot 
34),  Borough  of  Manhattan, 
Decision. 

.Northeast  corner  of  73rd 
street  and  37th  road  (Block 
1284,  Lots  7,  9  and  11), 
Jackson  Heights,  Borough 
of  Queens,  Applic.  4236-36. 

.Foot  of  Elizabeth  avenue, 
north  side  (Block  520,  Lots 
10,  13,  69,  74  and  75),  Ar- 
verne,  Borough  of  Queens, 
Applic.  6944-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 

Last 

Carbon  Dioxide  Liquefier  Rules. ..  .Sept. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Sept. 

Concrete  Rules  (Hydrated  Lime) ..  .Sept. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . Sept. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Sept. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. July 


Publication  in  Bulletin 
15,  1936— Vol.  21,  No.  37 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21,  No.  36 

15,  1936— Vol.  21,  No.  37 

3,  1936— Vol.  21,  No.  9 
1,  1 935 — Vol.  20,  No.  1 
8,  1936— Vol.  21.  No.  36 
1,  1936— Vol.  21,  No.  35 

14,  1936— Vol.  21,  No.  28 

22,  1936— Vol.  21,  No.  38 

14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 
1,  1936— Vol.  21,  No.  35 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 
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Plumbing  Rules  . Sept. 

Procedure,  Rules  of . Sept" 

Refrigerating  Systems,  Extract  C.O.Sept 

Smoking  in  Factories,  Rules  for _ Sept. 

Sprinkler  Rules  . Aug 

Standpipe  Fireline  Rules . *Aug 

Structural  Alterations,  Reporting. .  .June 
Tank  Trucks,  Fuel  Oil,  etc.. ...... .jZ 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


15,  1936— Vol.  21,  No.  37 
8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 
18,  1936— Vol.  21,  No.  33 
25,  1936— Vol.  21,  No.  34 
7,  1932— Vol.  17,  No.  23 
28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Sept! 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept. 

Fuel  Oil  Fill  Pipe  Terminals .  May 

Fuel  Oil  Burners  for  Industrial  Use.Sept. 

Fuel  Oil  Pumps . Sept 

Paint,  Varnish  and  Lacquer  Spray-  V  ' 

ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Sept. 


5,  1935— Vol.  20,  No.  10 
8,  1936— Vol.  21,  No.  36 

1,  1936— Vol.  21,  No.  35 
26,  1936— Vol.  21,  No.  21 
1,  1936— Vol.  21,  No.  35 
8,  1936— Vol.  21,  No.  36 

26,  1935— Vol.  20,  No.  48 

1,  1936— Vol.  21,  No.  35 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  21,  1936,  AT  2  P,  M. 

Building  Zone  Cases 

111-36-BZ. 

APPLICANT— Guerino  Salerni,  for  1776  Park  Avenue 
Corporation,  owner. 

PREMISES— 76  East  123rd  street  and  1768-1778  Park  ave- 
nue,  southwest  corner  (Block  No.  1748,  Lot  No 
21),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

145-36-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Katherine  Eck- 
hardt,  owner. 

PREMISES— 379  East  Gun  Hill  road  and  3501  Webster 
avenue,  northwest  corner  (Block  No.  3356,  Lot  No. 
220),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


189-36-BZ. 

PPPi^rr^n'^T'^^liam  Richter>  f°r  Solo  Linder,  owner. 

rKLMISES— 722  Banner  avenue,  3364-3374  Guider  avenue 
southwest  corner  and  2994  Coney  Island  avenue, 
southwest  corner  of  Guider  avenue  (Block  No! 

Appi  irATTni?  49)’  ®oro,i?h  °J  Brooklyn. 

APPLICAIION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district,  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station,  showroom 
automobile  laundry,  brake  testing  station  and  office. 


of  Lama  and  Proskauer,  applicants, 
on  behalf  of  Peter  Dinnella,  owner,  to 
permit  in  a  residence  use  and  also, 
partly  in  an  “F”  area  and  partly  in  a 
“C”  area  district,  the  erection  and 
maintenance  of  a  multiple  dwelling  not 
conforming  with  “F”  area  require¬ 
ments;  premises  84-14  Forest  parkway 
(83rd  street),  west  side,  91.60  ft.  south 
of  Park  lane  south  (Block  No.  12,  Lot 
Nos.  288,  325  and  327),  Forest  Hills, 
Borough  of  Queens. 


cal.  no.  118-36-BZ  -Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue.  northwest  corner  of  West  122nd 
street  (Block  No.'  1949,  Lot  No.  29), 
Borough  of  Manhattan. 


cal.  no.  100-36  BZ  Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 
street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


SEPTEMBER  22,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

198-36-A — 4498  Park  avenue  and  449  East  182nd  street, 
northwest  corner  (Block  No.  3038,  Lot  No.  1), 
Borough  of  The  Bronx. 

209-36-A — 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

218-36-A — 979-989  Clarkson  avenue,  northeast  corner  of 
Remsen  avenue  (Block  No.  4626,  part  of  Lot 
No.  37),  Borough  of  Brooklyn. 

226-36-A — Certificate  of  approval  for  Combustible  Mixture 
known  as  “SprayOmatic  Solution  No.  11  and 
No.  15.” 


SEPTEMBER  22,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
f  l 3  k  ,QPPea^s  °f  a  public  hearing  under  the  provisions 
?  ’  ie  "doing  zone  resolution,  Tuesday  morning,  Septem- 
er  22,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  99-36-BZ— Application,  April  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 


235-36-A — 59-75  Wall  street,  southeast  corner  of  Hanover 
street  (Block  No.  27,  Lot  Nos.  9  and  17),  Bor¬ 
ough  of  Manhattan. 

262-36-A — 154-34  Riverside  drive,  south  side,  465.69  ft. 

northeast  of  Seventh  avenue  (Block  No.  4543, 
Lot  No.  7),  Beechhurst,  Borough  of  Queens. 

Appliance  Submitted  for  Approval 
232-36-SA — White  Heat  Oil  Burner 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
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of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  22,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 

cal.  no.  42-36-BZ— Application,  February  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  David  Kaufman,  applicant,  on 
behalf  of  Hartsing  Realty  Corp., 
owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  petroleum  storage  plant ;  premises 
74-25  Almeda  avenue,  south  side,  180 
ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  28,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

115-36-BZ. 

APPLICANT— Gustave  Goldman,  for  George  Beaucli.,, 
owner. 

PREMISES— 5283-5291  Kings  Highway,  east  side,  60  ft. 
9  in.  north  of  Preston  Court  (Block  No.  7949, 
Lot  No.  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  use  of  a  plot  of 
ground  for  parking  more  than  five  (5)  motor  ve¬ 
hicles  and,  also,  automobile  wrecking. 


223-36-BZ. 

APPLICANT— John  Adikes  for  Jamaica  Savings  Bank, 
owner. 

PREMISES— 91-11  to  91-25  144th  place  and  144-01  to  144- 
09  Archer  avenue,  northeast  corner  (Block  No. 
1033,  Lot  Nos.  20  and  25),  Jamaica,  Borough  of 
Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  an  unrestricted  use  and  partly  in  a 
business  use  district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5)  motor  vehicles. 

225-36-BZ. 

APPLICANT— Scacchetti  &  Siegel  for  The  North  Ameri¬ 
can  Holding  Corporation,  owner. 

PREMISES— 1182-1196  Grand  Concourse  and  180-188  East 
167th  street,  southeast  corner  (Block  No.  2456, 
Lot  Nos.  155-163),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  of  a 
six  (6)  story  multiple  dwelling  with  business  use 
(stores)  on  the  first  story. 

222-36-BZ. 

APPLICANT— Boochever,  McManus  &  Ostrow,  for  New 
York  Water  Service  Corp.,  owner. 

PREMISES— 3402-3424  Foster  avenue,  south  side,  540  ft. 
west  of  East  37th  street  (Block  No.  4982A,  Lot 
No.  1),  Borough  of  Brqoklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  steel  tank  for  storage  of  water. 


194-36-BZ. 

APPLICANT— Jacob  Lustig,  for  Department  of  Hospitals, 
City  of  New  York,  owner. 

PREMISES — 451  Clarkson  avenue  and  south  side  of  Win- 
throp  street,  between  New  York  avenue  and  Al¬ 
bany  avenue  (Block  No.  4829,  Lot  No.  1)  ;  (Kings 
County  Hospital),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7 a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district,  as  an  accessory 
to  a  hospital,  the  alteration  and  extension  of  a 
former  stable  for  ambulances  (now  occupied  as  a 
garage),  so  as  to  accommodate  thirty-five  (35) 
motor  vehicles  (including  ambulances). 

187-36-BZ. 

APPLICANT— William  V.  McDevit  for  Socony  Vacuum 
Oil  Co.,  Inc.,  owner. 

PREMISES— 1190-1192  Bay  street  and  111-117  Hylan 
boulevard,  northwest  corner  (Block  No.  2850,  Lot 
No.  32),  Rosebank,  Borough  of  Richmond. 

APPLICATION,  under  section  7 a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
installation  of  a  lubritorium  unit  in  an  existing 
gasoline  service  station. 

215-36-BZ. 

APPLICANT— Abraham  J.  Halprin  for  Cotan  Realty, 
Inc.,  owner. 

PREMISES— 188-198  Parkside  avenue,  south  side,  81  ft. 
IOV2  in.  east  of  Ocean  avenue  (Block  No.  5054, 
Lot  No.  11),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  and  partly  in  a 
residence  use  district  the  alteration  and  change  of 
occupancy  of  part  of  an  existing  multiple  dwelling 
from  residence  use  to  business  use  (stores). 


239-36-BZ. 

APPLICANT— Frackman  &  Robins,  for  LaFontaine  Es¬ 
tates,  Inc.,  owner. 

PREMISES— Northwest  corner  of  West  182nd  and  Grand 
Concourse  (Block  No.  3163,  Lot  No.  40),  Borough 
of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


SEPTEMBER  29,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Sep¬ 
tember  29,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  8-36-BZ — Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018,  Lot 
No.  1),  Jamaica,  Borough  of  Queens. 

cal.  no.  282-27-BZ— Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Lehigh  Garage  and 
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Gas  Station,  Inc.,  lessee  (long  term 
lease),  reopened  July  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  an  existing 
garage  and  gasoline  service  station 
(previously  granted  by  the  board),  by 
the  removal  of  partitions  and  the  in¬ 
corporation  of  the  existing  store  sec¬ 
tion  as  part  of  the  garage,  premises 
200-208  East  111th  street  and  2013- 
2025  Third  avenue,  southeast  corner 
(Block  No.  1660,  Lot  No.  45),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  192-36-BZ — Application,  June  23,  1936,  under  sec¬ 
tions  7a  and  21  of  the  building  zone 
resolution,  of  Kaye,  Scholer,  Fierman 
and  Hays,  applicants,  on  behalf  of  The 
Marguerite  Corporation,  owner,  to 
permit  in  a  residence  use  district  the 
extension  of  an  existing  factory  build¬ 
ing;  premises  801  Bartholdi  street, 
northeast  corner  of  Barnes  avenue 
(Block  No.  4633,  Lot  No.  11),  Borough 
of  The  Bronx. 

cal.  no.  45-36-BZ— Application,  February  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  4012  Corporation,  applicant  and 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises 
1992-2016  Eastern  parkway  Extension 
and  1924-1938  Broadway,  southwest 
corner  (Block  No.  1540,  Lot  No.  70), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


cal.  no.  532-24-BZ— Application  of  Mrs.  John  O’Brien, 
owner,  reopened  September  15,  1936’, 
for  consideration  as  to  an  extension  of 
permit — re  Application,  granted  under 
section  7f  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  residence  use  dis¬ 
trict  the  maintenance  of  a  garage  for 
the  storage  of  five  (5)  pleasure  motor 
vehicles,  four  (4)  spaces  rented  to 
persons  not  residing  on  the  premises ; 
premises  1075  Summit  avenue,  west 
side,  168.38'  north  of  west  165th  street 
(Block  No.  2526,  Lot  No.  52),  Bor¬ 
ough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  5,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

25-36-BZ. 

APPLICANT — Jane  Grillo,  owner. 

PREMISES  1484  Coney  Island  avenue,  west  side,  440  ft. 
?Tortl3J?f  Avenue  L  (Block  No.  6536,  part  of  Lot 
No.  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  garage  for  more  than  five  (5) 
motor  vehicles  to  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop. 


M.  Baker,  for  Agnes  Spanos, 


SEPTEMBER  29,  1936,  2  P.  M. 

Variations  of  Labor  Law 

190-36-S— 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2) 
Borough  of  Manhattan. 

193-36-S— 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
ol  the  building  zone  resolution,  Tuesday  afternoon,  Sep- 
tember  29,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
building,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with- 
aut  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

'al.  no.  1305-25-BZ — Application  of  Henry  J.  Nurick,  ap¬ 
plicant,  on  behalf  of  Love  Lane  Auto¬ 
motive  Corporation,  owner,  reopened 
February  18,  1936,  under  sections  7a 
and  7e  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
alteration  and  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles  (existing  garage  granted  by 
the  Board)  ;  premises  42-50  Love  Lane 
and  1-9  College  place,  northwest  cor¬ 
ner  (Block  No.  236,  Lot  No.  71),  Bor¬ 
ough  of  Brooklyn. 


109-36-BZ. 

APPLICANT— Joseph 

owner. 

PREMISES— North  side,  183.9^4  ft.  east  of  31st  Drive 
(Block  No.  1679,  Lot  No.  44),  Elmhurst,  Borough 
of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

121-36-BZ. 

— Benjamin  Maksik,  owner. 

PREMISES  2686-2700  Linden  boulevard,  southwest  cor- 
ner  of  Sheridan  avenue  (Block  No.  4489,  part  of 

A-nnr  tJ^PL^P'  5)>  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7(f)  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  district,  the  erection  and 
maintenance  of  an  open  air  dining  and  dancing 
pavilion,  and  also  the  parking  of  more  than  five 
(5)  motor  vehicles  (of  patrons). 


G.  Colgan,  for  Alurion  Realty 


159-36-BZ. 

APPLICANT— Frank 

Corp.,  owner. 

PREMISES— 245-259  West  41st  street,  north  side,  100  ft 
east  of  Eighth  avenue  (Block  No.  1013,  Lot  No 
3),  Borough  of  Manhattan. 

APPLICATION,  under  section  7(h)  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  retail  use  district,  the  use  and  mainte¬ 
nance  of  a  plot  of  ground  as  a  parking  space  for 
more  than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years. 

180-36-BZ. 

APPLICANT— Joseph  T.  Hammer,  for  Margaret  V.  Mc¬ 
Cabe,  owner. 
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PREMISES— 1938  Grand  Concourse  east  side,  71 .04  ft 
south  of  East  178th  street  (Block  No.  2810,  Lot 
No.  5),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone. 


resolution,  .  ,  £ 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  from  residence  use 
to  business  use  (undertaking  establishment). 


OCTOBER  6,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  October 
6,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 


391-27-BZ. 

APPLICANT— Daniel  Marshall,  for  Sinclair  Refining 
Company,  lessee  (long  term  lease) 

PREMISES— 5214-5218  Broadway  and  89  West  225th 
street,  northeast  corner  (Block  No.  2215,  Lot  JNo. 
106),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 

resolution,  ,  .  , 

TO  PERMIT  in  a  business  use  district,  the  erection  ana 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied  under  section  7-c). 


217-33-BZ. 

APPLICANT— Benjamin  N.  Brody,  for  Helen  Schrage 

Lehman,  owner.  -  or.  .  i  n, , 

PREMISES— 110-38  Springfield  boulevard  and  217-20  110th 
road  (Junior  place),  southwest  corner  (Block  No. 
2038,  part  of  Lot  No.  28),  Queens  Village,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 

resolution,  ....  . 

TO  PERMIT  in  a  business  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied). 


cal  no  128-36-BZ— Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  6,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

251-36-A — 1796-1808  Broadway,  232-240  Central  Park 
South,  235-241  West  58th  street,  southeast 
corner  of  Broadway  and  Central  Park  South 
(Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 


16-36-BZ. 

APPLICANT— Albert  Goldhammer, 


for  A.  F.  &  G.  Realty 


Corp.,  owner.  , 

PREMISES— North  side  of  Westchester  avenue,  from 
Leland  avenue  to  White  Plains  road  (Block  No. 
3RR0  T.nt  Nos.  1.  2.  3.  4  and  5),  Borough  of  The 


APPLICATION,  under  sections  7(f)  and  21  of  the  build¬ 
ing  zone  resolution,  ,  .  , 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


APPLICANT— Kadel,  Van  Kirk  &  Trencher,  for  B  &  S 
Gasoline  Stations,  Inc.,  owner. 

PREMISES— 2240-2250  Ocean  parkway  and  515-531 
Gravesend  Neck  road,  northwest  corner  (Block 
No.  7157,  Lot  No.  16),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7(a)  and  21  of  the  build¬ 
ing  zone  resolution,  .  . 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  maintenance  of  a  gasoline 
service  station. 


Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Octo¬ 
ber  6,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 


CAL  NO  116-33-BZ— Application  of  Arthur  F.  Lamanda, 
applicant,  on  behalf  of  Katherine  Al¬ 
berti,  owner,  reopened  September  15, 
1936  for  consideration  as  to  extension 
of  time — re  Application,  granted  on 
condition,  under  sections  7e  and  21  of 
the  building  zone  resolution,  permitting 
in  a  business  use  district  the  extension 
of  an  existing  garage  for  more  than 
five  (5)  motor  vehicles  granted  by  the 
Board  under  Cal.  .  No.  304-30-BZ; 
premises  50-56  Downing  street  and  214- 
218  West  Houston  street  (Block  No. 
528,  Lot  Nos.  13,  28,  29,  30  and  31), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


151-36-BZ. 

APPLICANT — Felix  J.  Wasselle,  for  Yosefa  Skowrunski, 

owner.  , 

PREMISES — 439  Vermont  street,  east  side,  180  ft.  north 
of  Blake  avenue  (Block  No.  3774,  Lot  No.  10), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  residence  building 
to  business  use  (store). 


OCTOBER  14,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A— 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6)> 
Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
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of  the  building  zone  resolution,  Wednesday  afternoon, 
October  14,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36-BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel— which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  16,  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Application 

NOTICE  is  HEREBY  GIVEN  by  the  Board  of  Stand- 
^  ana  M??eaIs  of  a  public.  hearing  under  the  provisions 
inii1111  ‘5  f°ne,  resolution,  Friday  morning,  October 
16,  1936  at  10  o  clock,  in  Room  1013,  Municipal  Building 
on  the  following  matter: 

CAL.  NO.  72-36-BZ— Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING  u  •, j-  N 

^TTT,  ot  buildings)  under  section  21  of  the  building 

TUESDAY  MORNING,  SEPTEMBER  15,  1936  f°.ne  r,esolution,  to  permit  in  a  residence  use  dis- 

Prpcp„f .  nu  •  .  tJnct„.the  eredion  and  maintenance  of  a  multiple 

.^  nS,en  '  Chairman  Murdock,  Commissioners  Savage  dwelling,  and,  also,  a  garage  for  more  than  five 

and  Blum  and  Assistant  Chief  Walsh.  *  (5  motor  vehicles  to  be  used  for  tenants  of  muL 

The  minutes  of  the  Special  Meeting  of  the  Board  held  PREMISES  AFFECTFD^^n;1^^  q 

on  Tuesday  morning,  July  28,  1936,  were  aouroved  as  A^Ph,Llh,D— 5205-5257  Sycamore  avenue, 

printed  in  Bulletin  No.  31,  Volume  XXI  sldeA  308.57  ft.  south  of  West  254th  street, 

fetwe^"  Sycamore  avenue  and  Railroad  Right  of 

-  (5lock  No-  3420,  Lot  Nos.  485-850),  Borough 

of  the  Bronx. 

BUILDING  ZONE  CASES  APPEARANCES— 

1305-25-BZ.  p0r  Applicant:  Flarry  P.  Jaenike. 

APPLICANT— Henry  J.  Nurick,  for  Love  Lane  Automa-  ACTION  OF  BOARD — Laid  over  to  October  6  1936  at 
tlve  CorP/>  owner.  10  A.M.  upon  request  of  applicant.  ’ 

SUBJECT— Application  (re  decision  of  the  commissioner  _ 

ot  bufidmgs)  under  sections  7 a  and  7e  of  the  532-24-BZ 

building  zone  resolution,  to  permit  in  a  business  APP1  TPAMT  at  t  l  om  • 
use  district  the  alteration  and  extension  of  an  ex-  QTTmErm  ' Mrs.  John  O’Brien,  owner, 
isting  garage  for  more  than  five  (5)  motor  ve-  Application  for  Reopemng— Extension  of 

hides  (existing  garage  granted  by  the  board)  •  £  re  APPkcation  under  section  7f  of  the 

(reopened  February  18,  1936).  ’  building  zone  resolution,  permitting  in  a  residence 

PREMISES  AFFECTED — 42-50  Love  Lane  and  1-9  Col-  fithe  maintenance  of  a  garage  for  the 

lege  place,  northwest  corner  (Block  No  236  Lot  /n  g„  f  five.  (?)  pleasure  motor  vehicles,  four 

No.  71),  Borough  of  Brooklyn  '  pSnises^  ^  PerS°nS  °0t  residinS  °n  the 

APPEARANCES—  Henry  T  Nurick,  S.  Kitzler,  Harry  ^“’fidf,  iff? SS'fo&g 

For  »si?iod„  Edward  „an.  APPEARANCES—0’  N°'  ^  ^  “ 

Mr?an,nrf°i!in  P'  ^S0nn  jr,A  j’  Gnffln>  For  Applicant :  Mrs.  John  O’Brien. 

Mrs.  Donohue  and  Edward  A  Carter  AUTTriM  nnADn  a  t* 

ACTION  OP1  TtnAPn  t  -a  ~  ,  AU11UN  OF  BOARD — Application  reopened  calendar 

a.  2  P.M0AARp°irca„a;d,c°Se  fp.  'ST*  ^  Sep,emb“  »•  19% 

_ _  the  vote  to  reopen— 

128-36-BZ.  Affirmative :  Chairman  Murdock,  Commission- 

APPLICANT  Harry  P.  Jaenike,  for  Spruille  Braden,  ^Savage  and  Blum  and  Assistant  Chief  ^ 

SUBJECT— Application  (re  decision  of  the  commissioner  AbSn'C. . •  0 
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309-28-BZ. 

APPLICANT — Richard  Shutkind,  for  Finat  Corporation, 


owner. 

SUBJECT— Application  reopened  July  10,  1936,  for  con- 
sideration  of  an  amendment — re  application  (cieci- 
sion  of  the  commissioner  of  buildings)  under  sec¬ 
tion  21  of  the  building  zone  resolution,  permitting 
in  a  business  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED — 2323-2331  Flatbush  avenue  and 
2370-2384  Utica  avenue  (Block  No.  8510,  Lot  No. 
1),  Borough  of  Brooklyn. 


APPEARANCES—  ,  ol  ,  .  . 

For  Applicant:  Richard  Shutkind. 

ACTION  OF  BOARD— Action  of  the  board  of  July  10, 
1936  modified,  rules  of  procedure  waived  and  ap¬ 
plication  laid  over  to  September  29,  1936  at  2  P.M. 

THE  VOTE  TO  MODIFY  ACTION  OF  BOARD  OF 
JULY  10,  1936—  ^ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 

Absent  .  u 


162-36-BZ. 

APPLICANT— S.  Walter  Katz,  for  Jacob  Marx,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district,  the 
alteration  and  change  of  occupancy  of  a  business 
building  (stores),  to  automobile  show  room  and 
servicing  of  motor  cars  (repair  shop  for  motor 

vehicles).  ., 

PREMISES  AFFECTED— 1335  Jerome  avenue,  west  side, 
164  09  ft.  north  of  Clarke  place  (Block  No.  2856, 
Lot  Nos.  53  and  56),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW—  .  . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  ^ 


212-35-BZ. 

APPLICANT— Samuel  Gardstein,  for  Edwin  J.  Long, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  oi  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  occupancy  of  a  plot  for  sale  and  display  (park¬ 
ing  and  storage)  of  more  than  five  (5)  new  and 
used  motor  vehicles  for  a  temporary  period  of  two 
(2)  years  (reopened  April  28,  1936). 

PREMISES  AFFECTED— 6501-6507  Fort  Hamilton  park¬ 
way  and  948-950  65th  street,  southeast  corner 
(Block  No.  5750,  Lot  No.  42),  Borough  of 
Brooklyn. 

APPEARANCES—  .  ,  _  _  . 

For  Applicant :  Samuel  Gardstein  and  C.  Robert 
Snyder. 

For  Opposition:  Sol  Katz,  Charles  R.  Armstrong 
and  Albert  Swanker. 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  _  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(212-35-BZ) 

Whereas,  an  application  was  made  under  this  calendar 
number  to  permit  under  section  21  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service  station, 
premises  6501-6507  Fort  Hamilton  parkway  and  948-950 
65th  street,  southeast  corner  (Block  No.  5750,  Lot  No.  42), 
Borough  of  Brooklyn;  and 

Whereas,  the  application  was  withdrawn  December  IU, 

1935;  and  .  .  T  t 

Whereas,  Samuel  Gardstein,  for  Edwin  J.  Long,  owner, 
requested  a  reopening  of  the  case  to  permit,  under  section 
7  subdivision  H,  in  a  business  use  district  the  occupancy 
o’f  the  plot  for  the  sale  and  display  (parking  and  storage) 
of  more  than  five  new  and  used  motor  vehicles  for  a  tem¬ 
porary  period  of  two  years ;  and  ,  , 

Whereas,  the  case  was  reopened  by  vote  ot  the  board, 

April  28,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  September  15,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals;  and  _  ,  ,  ... 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fort  Hamilton  parkway  is- 
in  a  business  district;  65th  street  is  in  a  business  and 
unrestricted  district ;  66th  street  is  in  a  business  district , 
10th  avenue  is  in  a  business  district ;  and  _ 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  April  9,  1936,  re  Application  No.  4488-1936, 
reads ’ 

“Proposed  occupancy  of  a  vacant  lot  located  in  a 
business  use  district  for  the  sale  and  display  of  new 
and  used  motor  vehicles  for  a  temporary  period  of 
two  years  is  contrary  to  Art.  II,  Sect.  4a  of  Zone 


D  nmllifl  An  ^ 


and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
ing  a  frontage  of  81'3"  on  Ft.  Hamilton  parkway  and 
1067"  on  65th  street;  proposes  to  occupy  the  plot  for  the 
sale  and  display  (parking  and  storage)  of  more  than  five- 
(5)  new  and  used  motor  vehicles  for  a  temporary  period 
of  two  years,  with  the  erection  of  a  one  story  office  of 
frame  construction  12'6"  by  18  ft. ;  and 

Whereas,  the  Board  is  empowerd  under  section  7-H  of 
the  building  zone  resolution  to  grant  a  variation  of  the 
zoning  law  when  circumstances  involved  so  warrant. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-H  thereof  for  a  period  of  two  years  from  the  date  of 
this  action,  permitting  the  plot  under  appeal  to  be  used  for 
the  storage  of  automobiles  offered  for  sale,  on  condition 
that  the  entire  plot  shall  be  leveled  substantially  to  the 
grade  of  the  adjoining  streets  and  covered  with  steam 
cinders  with  a  binder  to  prevent  dust;  that  there  shall  be 
erected  on  the  interior  lot  lines  from  65th  street  to  Fort 
Hamilton  parkway  a  board  or  woven  wire  fence  or  a  fence 
consisting  of  substantial  posts  placed  not  more  than  eight 
feet  on  centers  with  two  lines  of  substantial  wire  cable, 
the  fence  to  be  not  less  than  four  feet  high ;  that  there 
shall  be  no  further  structure  placed  upon  the  lot  other 
than  the  wooden  frame  work,  as  indicated  on  plans  filed 
with  this  appeal  and  the  frame  office  structure  as  indi¬ 
cated;  that  there  shall  be  not  more  than  two  entrances  to 
the  premises,  one  toward  the  south  on  Fort  Hamilton 
parkway  and  one  toward  the  east  on  65th  street,  as  indi¬ 
cated,  such  curb  cuts  not  to  exceed  12  feet  in  width ; 
that  no  cars  shall  be  permitted  to  cross  the  street  building 
line  other  than  at  these  two  points ;  that  there  shall  be 
erected  on  the  building  line  other  than  at  the  entrances  a 
substantial  curb  of  concrete  or  wood  not  less  than  five 
inches  in  height ;  that  no  gasoline  shall  be  stored  on  the 
plot  other  than  in  the  tanks  of  the  cars  offered  for  sale,. 
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permit  for  which  shall  be  obtained  from  the  Fire  Commis- 

^erinthatrn°  °thLer  USe  of  the  plot  sha11  be  Permitted 
other  than  for  such  storage  of  cars  for  sale;  that  lights 

on  the  premises  shall  be  so  arranged  with  metallic  shades 
as  to  shine  downwardly  so  as  not  to  be  objectionable  to 
adjoining  owners;  that  cars  shall  be  so  spaced  on  the  lot 
that  there  shall  be  provided  ample  aisle  space  at  all  times  • 
that  such  portable  fire  fighting  equipment  shall  be  installed 
as  the  hire  Commissioner  may  direct. 


-Application  reopened  and  time 


528-28-BZ. 

APPLICANT— Albert  M.  Yuzzolino,  for  Sarah  A.  Sweed- 
ler,  owner. 

SUBJECT  Application  for  Reopening — (Extension  of 
vin?.y.  re  application  (decision  of  commissioner  of 
buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  extending  from  an  unrestricted  district,  the 
erection  and  maintenance  of  a  garage  for  the  stor- 
cig’C  oi  more  tli3,n  five  motor  vehirlpQ 

PREMISES  AFFECTED — 442-452  89th  street  and  8902 
h!fth  avenue,  southwest  corner  (Block  No.  6066, 

APPEARANCES-'  **  °f  Br°ok,i’n' 

arTTOM°Ap^a.nb  Albert  M.  Yuzzolino. 

ACTION  OF  BOARD — Application 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
er,8  ,yavage  and  Blum  and  Assistant  Chief 

Walsh  .  . 

N egati ve  . n 

Absent  .  . 

THE  VOTE  TO  EXTEND  TIME— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
er8  ,  ,vage  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Negative  . n 

Absent  .  n 


reopened  and  time 


0 


ACTION  OF  BOARD- 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er?  ,SavaSe  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  VOTE  TO  EXTEND  TIME— . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
er?  ,  ,avage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . ] 

THE  RESOLUTION— 

(259-32-BZ) 

Whereas,  this  application  affecting  premises  263-265 
West  69th  street  (Block  No.  1161,  lit  No.  5)  Borough 
of  Manhattan,  was  granted,  by  the  board,  July  19  1932 
on  certain  conditions,  time  extended  December  21  1933’ 
and  applicant  requests  a  further  extension;  and  ’ 

Whereas  the  applicant  states  that  a  part  of  the  work 
as  permitted  has  been  completed  and  that  the  balance  of 
the  work  is  to  be  completed  as  soon  as  financial  arrange¬ 
ments  can  be  made.  6 

thH  r5S,?,Uti0n- adopted  by  the  Board  on 
f.  Jy  19,  ,1922  be  and  it  hereby  is  amended  only  so  far  as 
t  has  reference  to  obtaining  of  permits  and  completion  of 

wiHkread-that  M  amended  this  portion  of  the  resolution 

“that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution  on  condition  that  other  than  as  amended 
herein  as  to  completion,  the  resolution  adopted  by  the 

respects."  J  y  ‘9>  1932  ShaM  be  compHed  ™‘h  ■" 


.  0 

THE  RESOLUTION— 

(528-28-BZ) 

V  hereas,  this  application  affecting  premises  442-452  89th 
*  (lid  No 

^Wd  NaJ  e«"'  S 

%£sr.  time 

n.JJm'CrJ  j'h'Urt  ,ci.  resoltLlt-;jr;.  ad?p,?d  by  ,he  b°ard  on 

far  f  1928’  ,h  and  lf  herehY  is  amended,  only  so 

*ar  3  i  r,eferS  t0.  the  comPletion  of  the  work  so  that  as 
amended  tha-t:  portion  of  the  resolution  will  read: 

have  h"  n16^  °/  statement.  by  applicant  that  all  plans 
sSn  fcen  filed  and  permits  obtained,  that  all  work 
.hall  be  completed  within  one  vear  from  th^ 
this  amended  resolution 


one  year  from  the  date  of 
n.  „ a  a  t.  •  on  condition  that  other  than 

KarT  dCn  her<Lm'  the  reso,ution  adopted  by  the 
ame„d(.HUSeCT.ber  14'  W’  and  as  subsequently 
or  Uil  avaj  “filing  of  plans  and  comple- 

non,  shall  be  complied  with  in  all  respects.” 


259-32-BZ. 

AppLICANT—James  E.  Geissbcrger,  for  Joseph  Lava- 

SUBJECT— Application  for  Reopening-Extension  of  time 

biSr-T  (decision  of  the  superintendent  of 

inrtiS?  Un<?ef-  sectl°ns  7e  and  21  of  the  build- 

trirt  fh!6  tSO  •10n’rt0  permit  in  a  business  dis- 
ct  the  extension  of  an  existing  garage  for 

PRF\fTQt?c  fi!€  .(5>  motoE  vehicles.  g 

PREMISES  AFFECTED — 263-265  West  69th  __ 

hattarn  N°‘  H61,  Lot  Na  5)’  Borough  of  Man- 

^PPEARANCES— 

For  Applicant:  James  E.  Geissberge 


more 


street 


rer. 


492-27-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Halward  Realty 
Corp.,  owner.  y 

UBJECT— Application  for  Reopening— Amendment— re 
pp  ication  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the 

station”  and  maintenance  of  a  gasoline  service 

PREMISES  AFFECTED-1 134-1 144  East  New  York  ave- 
/jmm west  corner  of  East  98th  street  (Block 
N°‘  46°0,  Lot  No‘  7-)’  Borough  of  Brooklyn. 
APPEARANCES— 

a  rnn v  °nr AIfred  A.  Lama. 

ACTION  OF  BOARD— Application  reopened  and  reso¬ 
lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er?  ,Savage  and  Blum  and  Assistant  Chief 
Walsh  .  a 

Negative  . n 

Absent  . ’  * . .  ^ 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
er5  ,  ,avage  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Negative  . n 

Absent  . q 

THE  RESOLUTION— 

(492-27-BZ) 

Ea^tHNPwSVthF  application-  affecting  premises  1134-1144 
ffast  New  York  avenue,  southwest  corner  of  East  98th 
street  (Block  No  4600,  Lot  No.  7),  Borough  of  Brooklyn 
as  granted  by  the  board  at  its  meeting  February  28  1933 
on  certain  conditions,  resc1"4'" —  —  ’  1  ' '  y-  ’  ’ 

and  applicant  requested  a 


0 


resolution  amended  May  31,  1933, 


further  amendment. 
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Resolved,  that  the  resolution  adopted  February  28, 
1933  be  and  it  hereby  is  modified  to  read  as  follows  * 
granted  on  condition  that  there  shall  be  erected  along  the 
street  lines  of  the  property  other  than  at  entrances  as 
herein  permitted,  a  concrete  curbing  at 

at  least  5  inches  in  height  with  rounded  top  that  there 
mav  be  not  over  two  entrances  to  East  98th  street  ana 
not  over  two  entrances  to  East  New  York  avenue,  each '.  not 
exceeding  30  ft.  in  width;  no  portion  of  any  opening  to  be 
nearer  than  5  ft.  to  the  corner  formed  by  the  intersection 
of  the  two  streets  and  no  portion  of  any  opening  nearer 
to  another  than  5  ft.;  that  the  curb  cuts  opposite  openings 
shall  not  exceed  35  ft.  in  width  each;  that  there  shall  be 
a  total  of  not  over  four  twin  pumps  and  none  nearer  than 
10  ft  from  the  building  line;  that  there  thall  be  no  portable 
gasoline  pumps  used  on  the  property  or  for  servicing  ears 
at  the  curb;  that  all  advertising  shall  be  confined  to  the 
globes  of  the  pumps  and  to  permanent  signs  placed  agamst 
die  existing  accessory  buildings,  prohibiting  all  tempora  y 
signs  of  every  nature  and  all  roof  signs  but  permitting  the 
erection  of  not  more  than  two  post  standards  within  the 
building  line  for  the  support  of  signs  which  may  ^  Rumi¬ 
nated  advertising  only  the  brand  of  gasoline  on  sale,  pro 
vided  such  signs  do  not  extend  beyond  the  building  line 
for  a  distance  of  more  than  5  ft.;  that  any  other  access  ry 
buildings  that  may  be  built  shall  be  of  fireproof  con¬ 
struction,  not  over  one  story  in  height,  harmonizing  with 


the  existing  accessory  buildings,  and  erected  along  t 
interior  of  property  lines  of  the  plot;  that  there  shall  b 
a  brick  wall  constructed  on  the  interior  lot  line  and 
constructed  of  face  brick  to  match  that  on  the  present 
accessory  buildings  between  this  property  and  the  next 
property  adjoining  on  East  New  York  avenue,  that  th 
wall  shall  be  not  less  than  8  ft.  in  height  and  unpierced 
and  properly  coped  with  stone  or  terra  cotta  and  may  be 
racked  back  at  the  rate  of  1  ft.  in  4  ft.  for  a  distance  of 
10  ft  from  East  New  York  avenue,  starting  with  the  wa 
not  less  than  4  ft.  in  height  at  that  point ;  that  there  sha 
be  no  open  flame  permitted  on  the  site;  that  there  shall 
be  no  additional  excavations  other  than  those  existing 
under  the  present  grease  pits  and  under  the  present  office 
that  the  existing  cellar  excavation  under  the  office  shall 
be  cut  off  from  all  other  parts  of  the  property  with  fire¬ 
proof  walls  and  with  the  ceiling  fire-retarded  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Appeals  and 
the  cellar  enterable  only  from  the  exterior  and  used  only 
for  the  heating  system  and  for  no  other  use,  that  a 
permits  shall  be  obtained  within  three  months  and  work 
completed  within  six  months  from  the  date  of  this  amended 
resolution. 


Adjourned  12:00  M. 


Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

A  FFFCTED— 2235-2247  Flatbush  avenue  and 
REGULAR  MEETING  ^32  Past  48th  street,  northeast  corner  (Block  No. 

TUESDAY  AFTERNOON,  SEPTEMBER  IS,  1936  AppEW^os'  '•  3  and  5)'  B°r0Ugh  °f  Br°  ^ 

Present-  Chairman  Murdock,  Commissioners  Savage  *  For  Applicant:  Sydne  Schleman. 

and  Blum  and  Assistant  Chief  Walsh.  ACTION  OF  BOARD— Application  reopened,  subject 

_  to  usual  procedure. 

THE  VOTE  TO  REOPEN— 

BUILDING  ZONE  CASES  Affirmative :  Chairman  Murdock,  Commission¬ 

ers  Savage  and  Blum  and  Assistant  Chief 

26-36-BZ.  .  ,  Walsh  .  n 

APPLICANT— Robert  T.  Lyons  and  Saul  Bernstein  for  Negative  .  X 

Mortgage  Commission  of  the  State  of  .  Absent  . 

SUBJECT— Application  (re  decision  of  the  commissioner  ■ 

of  buildings)  under  section  21  of  the  building  zone  ll6.33.BZ.  r  Tr  ,  .  A1 

resolution,  to  permit  in  a  business  use,  B  area  APPliCANT— Arthur  F.  Lamanda,  for  Katherine  Al¬ 
and  2  times  height  district  the  alteration  of i  a .hotel  bcrti,  owner. 

—which  after  alteration  will  exceed  the  perrm  e  SUBTECT— Application  for  reopening— extension  of  time 
height  and  will  not  have  the  required  yard  and  b U a J zvpp (decision  of  the  superintendent 

court  space.  of  buildings)  under  sections  7e  ana  21  oi  the 

PREMISES  AFFECTED— 145  West;  stree^  1 10  th  building  zone  resolution,  permitting  in  a  business 

side,  125  ft.  east  of  Seventh  avenue  (Biock  Wo.  uge  disfrict  the  extension  of  an  existing  garage  for 

1004,  Lot  No.  6),  Borough  of  Manhattan.  than  five  (5)  motor  vehicles  granted  by  the 

APPEARANCES —  board  under  Cal.  No.  304-30-BZ. 

For  Applicant:  L.  J.  Katzman.  prfMTSFS  AFFECTED— 50-56  Downing  street  and  214- 

For  Opposition;  W.  Kennel  y.  West  Houston  street  (Block  No.  528,  Lot  Nos. 

ACTION  OF  BOARD-Laid  over  to  October  14>  1936’  ^  138  28,  29,  30  and  31),  Borough  of  Manhattan. 

2  P.M.,  on  request  of  representat.ve  of  the  AppEARXN3ES_ 

tees.  Por  Applicant:  Arthur  F.  Lamanda,  Frank  E. 

- - -  Vitolo  and  Frank  J.  Alberti. 

85-36-BZ.  m  ..  .  ACTION  OF  BOARD— Application  reopened, ' 

APPLICANT— Office  of  Henry  T.  Child,  for  Flatbush  caB  waived  and  set  for  hearing  October  6,  1936  at 

Savings  Bank,  owner.  ,  .•  tn  thp  2  P.M. 

SUBTECT — Application  for  reopening  restoration  t<  tftF  VOTF  TO  REOPEN —  .  . 

calendar,  having  been  previously  dismiss  -  Affirmative;  Chairman  Murdock,  Commission- 

lack  of  prosecution— re  application  (decision^  of  and  Bium  and  Assistant  Chief 

the  commissioner  of  buildings)  under  section  ^1  Walsh  . 

of  the  building  zone  resolution,  to  permit  in  a  Negative 

business  use  district  the  erection  and  maintenan  Absent  . 

of  a  gasoline  service  station. 
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968-24-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  Harold  Storch 
Kohn,  owner  of  1926  Kings  highway. 

SUBJECT— Request  for  Reopening — Clarification  of  reso¬ 
lution — re  application  (decision  of  the  superin¬ 
tendent  of  buildings)  under  section  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  buildings 
to  be  used  for  store  purposes  on  first  story  and 
for  dwelling  use  above. 

PREMISES  AFFECTED — 1922-1926  Kings  highway  and 
1930-1932  Kings  highway  and  2110  Ocean  avenue 
(Block  No.  6782,  Lot  Nos.  19-23),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Request  to  reopen  withdrawn  on 
written  request. 

THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE¬ 
OPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . „ .  0 

Absent  .  0 


THE  RESOLUTION— 

(968-24-BZ) 

Whereas,  a  request  for  reopening  has  been  received 
from  Sidney  L.  Strauss,  representing  the  Dubins  Bakery, 
Inc.,  occupying  premises  1926  Kings  highway  and  under 
date  of  September  3,  1936,  request  for  withdrawal  of 
same  was  made. 

Resolved ,  that  the  request  for  reopening  as  to  premises 
1926  Kings  highway  be  and  it  hereby  is  withdrawn. 


968-24-BZ. 

APPLICANT — Thomas  O’Rourke  Gallagher,  for  owner 
of  1932  Kings  highway  and  2110  Ocean  avenue, 
Borough  of  Brooklyn. 

SUBJECT— Application  for  Reopening — amendment — re 
application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  buildings  to  be  used 
for  store  purposes  on  first  story  and  for  dwelling 
use  above,  affecting  portion  of  premises  known  as 
1932  Kings  highway  and  2110  Ocean  avenue,  Bor¬ 
ough  of  Brooklyn. 

PREMISES  AFFECTED — 1922-1926  Kings  highway, 
1930-1932  Kings  highway  and  2110  Ocean  avenue, 
(Block  No.  6782,  Lot  Nos.  19-23),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Thomas  O’Rourke  Gallagher. 

ACTION  OF  BOARD — Reopened,  subject  to  usual  pro¬ 
cedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . . .  4 

Negative  .  0 

Absent  .  0 


50-36-BZ. 

APPLICANT — Edward  W.  Franklin,  for  Emigrant  Indus¬ 
trial  Savings  Bank,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district,  the  parking  and  storage  of  more  than  five 
(5)  motor  vehicles  upon  a  vacant  plot  of  ground. 


PREMISES  AFFECTED — 2555  Jerome  avenue  and  2 
West  192d  street,  southwest  corner  (Block  No. 
3201,  Lot  No.  30),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 


Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . ’  q 

Absent  . *  q 


THE  RESOLUTION— 

(50-36-BZ) 

Whereas,  this  application  affecting  premises  2555  Jerome 
avenue  and  2  West  192nd  street,  southwest  corner  (Block 
No.  3201,  Lot  No.  30),  Borough  of  The  Bronx,  was  filed 
with  this  board  on  March  5,  1936;  and 

Whereas,  the  applicant  failed  to  complete  his  papers 
although  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


16-32-BZ. 

APPLICANT — Michael  Levine,  for  Arbill  Gasoline  Sta¬ 
tions,  Inc.,  owner. 

SUBJECT  Request  for  _  reopening — consideration  under 
new  facts — (decision  of  the  commissioner  of  build¬ 
ings)  under  section  21  of  the  building  zone  reso¬ 
lution,  to  permit  in  a  business  use  district  the 
change  of  occupancy  of  a  greasing  station  to  a 
gasoline  service  station. 

PREMISES  AFFECTED — 6501-6505  13th  avenue  and 
1302-1312  65th  street,  southeast  corner  (Block  No. 
5754,  Lot  No.  8),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Michael  Levine. 

ACTION  OF  BOARD — Request  to  reopen,  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  q 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . ............  0 

THE  RESOLUTION— 

(16-32-BZ) 

Whereas,  this  application  affecting  premises  6501-6505 
13th  avenue  and  1302-1312  65th  street,  southeast  corner 
(Block  No.  5754,  Lot  No.  8),  Borough  of  Brooklyn,  was 
denied  by  the  board,  April  20,  1932,  after  public  hearing- 
and 

Whereas,  Michael  Levine,  attorney  on  behalf  of  Arbill 
Gasoline  Stations,  Inc.,  present  owner,  requested  a  re¬ 
opening  of  the  case  on  the  basis  of  new  facts ;  and 

Whereas,  the  board  deemed  that  the  new  facts  presented 
were  not  sufficiently  substantial  to  warrant  a  rehearing,  in 
view  of  complete  review  by  the  courts  in  the  matter  of 
.  jOc.  Building  Corporation  vs.  the  Board,  affecting  the 
identical  premises. 

Resolved,  that  the  request  to  reopen  this  application  be 
and  it  hereby  is  denied. 


169-20-BZ. 

APPLICANT  Thomas  A.  Grady,  for  Clark  &  Company, 
owner. 

SUBJECT— Application  reopened  July  14,  1936,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
October  29,  1935  as  to  the  conditions  imposed 
therein  re  application  (decision  of  the  commis- 
sioner  of  buildings)  granted  on  condition,  under 
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section  21  of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (in  lieu 
of  a  garage  for  more  than  five  (5)  motor  vehicles 
previously  granted  by  the  board)  for  a  temporary 
period  of  ten  (10)  years. 

PREMISES  AFFECTED— 1617-1627  Neptune  avenue  and 
3127-3131  Cropsey  avenue,  northeast  corner  (Block 
No.  6995,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Bryan  Brady. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(169-20-BZ) 

Whereas,  this  application  affecting  premises  1617-1627 
Neptune  avenue  and  3127-3131  Cropsey  avenue,  northeast 
corner  (Block  No.  6995,  Lot  No.  1),  Borough  of  Brooklyn, 
was  granted  by  the  board  March  30,  1920  and  resolution 
amended  October  29,  1935,  with  certain  conditions  and 
owner  requests  a  further  amendment,  to  permit  a  perma¬ 
nent  gasoline  service  station ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  July  14,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  September  15,  1936,  after  due  notice  by  publication 
in  the  bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  board  upon  reconsideration  of  former 
action  as  to  the  term,  deemed  that  the  variation  should 
not  be  limited  as  to  time  in  view  of  previous  permitted 
garage  occupancy. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  March 
30,  1920,  as  amended  October  29,  1935,  so  that  the  added 
portion  of  the  resolution  will  read  as  follows: 

“that  upon  the  completion  of  the  widening  of  Neptune 
avenue  and  the  reduction  in  the  area  of  this  plot  to 
60  ft.  along  Cropsey  avenue,  the  garage  hereinbe¬ 
fore  permitted  may  be  reconstructed  as  indicated  on 
plans  marked  ‘Received  August  21,  1935,’  so  as  to  per¬ 
mit  an  occupancy  as  a  gasoline  service  station,  on  con¬ 
dition  that  the  accessory  buildings  as  indicated  thereon 
shall  not  exceed  one  story  in  height  and  shall  be  con¬ 
structed  of  incombustible  materials  except  that  the  roof 
framing  and  roof  boarding,  door  frames  and  doors  and 
window  frames  and  sash  may  be  of  wood,  provided  the 
ceilings  throughout  are  fire  retarded  in  accordance  with 
the  Rules  of  the  Board  of  Standards  and  Appeals  and 
that  the  roof  weather  surfacing  be  of  non-inflammable 
material  and  that  there  are  no  openings  in  the  brick 
wall  to  adjoining  premises  to  the  north  and  east;  and 
there  shall  be  no  open  excavation  under  these  buildings 
except  pits  for  the  greasing  racks ;  that  the  fronts  of 
the  greasing  section  space  remain  open ;  that  the  entire 
plot  where  not  covered  by  accessory  buildings  shall  be 
cement  paved ;  that  gasoline  pumps  erected  shall  be  not 
nearer  than  12  ft.  of  the  building  line  of  Neptune  and 
Cropsey  avenues;  that  there  shall  be  erected  along 
building  line  of  Cropsey  avenue  and  Neptune  avenue  a 
reinforced  concrete  curb  not  less  than  12  inches  in 
width  and  5  in.  in  height  with  rounded  top,  with  not 
over  three  (3)  openings  therein  to  Neptune  avenue  and 
not  over  two  (2)  openings  to  Cropsey  avenue;  that  no 
part  of  any  opening  shall  be  nearer  than  5  ft.  to  the 
corner  formed  by  the  intersection  of  Cropsey  and  Nep¬ 
tune  avenues  and  no  nearer  than  7  ft.  to  the  interior  lot 
line  on  Neptune  avenue  and  3  ft.  on  Cropsey  avenue; 
that  there  shall  be  no  automobile  repairing  permitted 


on  premises  and  no  parking  of  cars  other  than  those 
being  serviced;  that  no  portable  gasoline  tanks  shall  be 
used  on  or  from  the  premises ;  that  all  advertising  shall 
be  limited  to  illuminated  globes  of  gasoline  pumps  and 
to  a  permanent  flat  sign  attached  to  the  front  of  ac¬ 
cessory  building,  excluding  all  temporary  signs  and 
roof  signs,  but  permitting  one  post  standard  erected 
within  the  building  line  near  the  intersection  of  Crop¬ 
sey  and  Neptune  avenues,  for  the  support  of  an  il¬ 
luminated  electric  sign,  advertising  only  the  brand  of 
gasoline  on  sale  and  permitting  this  sign  to  extend  be¬ 
yond  the  building  line  for  a  distance  not  more  than  8 
ft. ;  and  that  all  permits  shall  be  obtained  within  six 
months  and  all  work  completed  within  one  year  from 
the  date  of  this  amended  resolution.” 


499-31-BZ. 

APPLICANT — Austin  W.  Magee,  for  Ernest  Reiss, 
owner. 

SUBJECT— Application  for  reopening — amendment — re 
application  (decision  of  the  commissioner  of  build¬ 
ings),  under  section  7f  of  the  building  zone  reso¬ 
lution,  permitting  in  a  business  district  the  main¬ 
tenance  of  a  gasoline  service  station  for  a  tem¬ 
porary  period  of  two  (2)  years. 

PREMISES  AFFECTED— 262-18  Hillside  avenue  (for¬ 
merly  262-10),  southwest  corner  of  263d  street 
(Block  No.  4528,  Lot  Nos.  31,  32  and  33),  Floral 
Park,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Austin  W.  Magee. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(499-31-BZ) 


Whereas,  this  application  affecting  premises  262-18  Hill¬ 
side  avenue  (formerly  262-10),  southwest  corner  of  263rd 
street  (Block  No.  4528,  Lot  Nos.  31,  32  and  33),  Floral 
Park,  Borough  of  Queens,  was  granted  by  the  board 
April  1,  1932,  for  a  temporary  period  of  two  years,  time 
extended  for  an  additional  period  of  two  years,  January 
14,  1936  and  applicant  requests  an  amendment  of  the  reso¬ 
lution  as  to  signs. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  April  1,  1932,  as  amended 
and  extended  by  resolution  of  the  Board  adopted  January 
14,  1936,  only  so  far  as  it  has  reference  to  advertising 
signs,  so  that  as  amended  the  resolution  of  April  1,  1932, 
shall  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
for  a  temporary  period  of  two  years,  on  condition  that 
all  pumps  shall  be  set  back  not  less  than  10  ft.  from 
the  building  line;  that  all  advertising  signs  shall  be 
restricted  to  the  globes  of  the  gasoline  pumps  and  to 
permanent  flat  signs  attached  to  the  facade  of  the 
accessory  building,  excluding  all  signs  of  a  temporary 
nature  and  roof  signs,  but  permitting  the  erection  of 
one  post  standard  within  the  building  line  to  carry 
a  sign  which  may  be  illuminated,  advertising  solely 
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the  brand  of  gasoline  for  sale,  provided  such  sign 
does  not  extend  beyond  the  building  line  for  a  dis¬ 
tance  of  more  than  five  feet;  that  any  buildings  erected 
on  the  premises  for  accessory  uses  shall  be  restricted 
to  one  story  in  height,  set  back  towards  the  rear  lot 
line  from  Hillside  avenue,  and  that  all  permits  shall 
be  obtained  within  six  months  and  any  work  involved 
shall  be  completed  within  nine  months  from  the  date 
of  this  action. 


672-28-BZ. 


APPLICANT — Austin  W.  Magee,  for  Cornega  Service 
Station,  lessee. 

SUBJECT — Application  for  reopening — amendment — -re 
application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — -Northeast  corner  of  Van 
Wyck  boulevard  and  Lincoln  avenue  (Block  No. 
8250,  Lot  No.  1),  Jamaica,  Borough  of  Queens. 
APPEARANCES— 


For  Applicant :  Austin  W.  Magee. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 

THE  VOTE  Tp  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(672-28-BZ) 

Whereas,  this  application  affecting  premises  northeast 
corner  of  Van  Wyck  boulevard  and  Lincoln  avenue  (Block 
No.  8250,  Lot  No.  1),  Jamaica,  Borough  of  Queens,  was 
granted  by  the  board  June  4,  1929,  on  certain  conditions 
and  lessee, _  through  his  agent  requests  an  amendment  of 
the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  June  4,  1929,  upon  the 
application  of  Austin  W.  Magee,  representing  the  Cor¬ 
nega  Service  Station,  P.  Maltz,  proprietor  and  lessee  of 
the  entire  property,  only  so  far  as  it  has  reference  to 
advertising,  so  that  as  amended,  the  resolution  shall  read  : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  there  shall  be  erected  a  wall  on  the 
northerly  property  line  of  these  premises  with  a  return 
along  the  easterly  property  line  to  the  highway  of 
approved  masonry  not  less  than  8  ft.  in  height,  faced 
on  the  interior  with  enamel  brick  and  coped  with 
architectural  terra  cotta  or  natural  stone  trim ;  that 
there  shall  be  erected  along  the  property  line  of  both 
street  fronts  a  curbing  of  concrete  not  less  than  12 
in.  above  the  curb;  that  there  shall  be  no  vehicular 
entrance  installed  within  25  ft.  of  the  corner  formed 
by  the  intersection  of  Lincoln  avenue  and  Van  Wyck 
boulevard;  that  the  vehicular  entrance  to  the  premises 
shall  no)  exceed  in  width  10  ft.;  that  curb  cuts  shall 
be  provided  directly  in  front  of  same,  not  exceeding 
12  ft.;  that  there  shall  be  installed  a  triangular  plat¬ 
form  of  concrete,  not  less  than  12  in.  above  grade  at 
the  corner  formed  by  the  intersection  of  Van  Wyck 
boulevard  and  Lincoln  avenue ;  that  no  gasoline  pumps 
shall  be  installed  within  10  ft.  of  the  property  line; 
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that  the  proposed  one-story  structure  as  indicated  in 
the  plans  filed  in  this  appeal  shall  be  finished  on  the 
outside  with  enamel  brick,  roofed  with  vitrified  tile 
or  variegated  slate ;  that  advertising  shall  he  restricted 
to  the  glass  globes  of  the  gasoline  pumps  and  to  flat 
wall  signs  attached  to  the  facade  of  the  accessory 
building,  prohibiting  all  roof  signs  and  signs  of  a  tem¬ 
porary  nature ,  but  permitting  the  erection  within  the 
building  line  near  the  intersection  of  Lincoln  avenue 
and  V an  Wyck  boulevard  of  a  post  standard  to  sup¬ 
port  a  sign  which  may  be  illuminated  advertising  solely 
the  brand  of  gasoline  for  sale,  provided  such  sign  does 
not  extend  beyond  the  building  line  for  a  distance  of 
more  than  five  feet  and  that  any  permits  required  shall 
be  obtained;  within  six  months  and  that  any  work  in¬ 
volved  shall  be  completed  within  one  year  from  the 
date  of  this  action. 


212-34-BZ. 

APPLICANT — Morris-  Perlstein,  for  Estate  of  Mabel  O. 
Parker,  owner. 

SUBJECT — Application  for  reopening — amendment  and 
extension  of  permit — re  application  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station  for  a  temporary 
period. 

PREMISES  AFFECTED — 1709  Neptune  avenue,  north¬ 
west  corner  of  Cropsey  avenue  (Block  No.  6994, 
Lot  Nos.  104  and  99),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Morris  Perlstein. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  q 

Absent  .  q 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  o 

Absent  . ’  *  q 

THE  RESOLUTION— 

(212-34-BZ) 


Whereas,  this  application  affecting  premises  1709  Nep¬ 
tune  avenue,  north  west  corner  of  Cropsey  avenue  (Block 
No.  6994,  Lot  Nos.  104  and  99),  Borough  of  Brooklyn, 
was  granted  by  the  board,  October  30,  1934,  on  certain 
conditions  and.  the  present  owner  through  its  architect, 
Morris  Perlstein,  requested  an  amendment  of  the  resolu¬ 
tion. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  30,  1934,  so  that 
as  amended  the  resolution  shall  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is^  granted 
under  section  21  for  a  period  of  five  years  from  the 
date  of  this  amended  resolution  permitting  the  site  un¬ 
der  appeal  to  be  used  for  a  gasoline  service  station, 
on  condition  that  the  station  shall  be  arranged  sub¬ 
stantially  as  indicated  on  plans  filed  with  this  appeal, 
except  that  the  accessory  building  for  store  and  office 
may  be  of  the  size  and  arrangement  as  shorvn  on  re¬ 
vised  plans  marked  “Received  July  20,  1936",  omitting 
the  greasing  section  but  prohibiting  any  open  grease 
pits  or  lifts  on  the  plot,  that  there  shall  be  erected 
along  the  interior  lot  lines  to  the  north  and  west  a 
brick  wall,  suitably  coped,  and  not  less  than  7  ft.  in 
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height;  that  this  wall  may  be  constructed  to  a  height 
of  4  ft.  at  the  Neptune  avenue  building  line  and  be 
graduated  at  the  rate  of  1  ft.  in  4  to  the  7-ft.  height; 
that  the  accessory  buildings  shall  contain  only  a  lubri- 
torium,  office  building  and  store  for  automobile  acces¬ 
sories ;  that  these  buildings  shall  be  constructed  of 
brick  not  over  one  story  in  height;  that  the  walls  of 
these  buildings  where  erected  on  the  lot  lines  may  be 
incorporated  in  the  lot  line  wall ;  that  the  roof  board¬ 
ings,  windows  and  doors  may  be  of  wood  provided  the 
ceiling  shall  be  fire-retarded  in  accordance  with  the 
rules  of  the  Board  of  Standards  and  Appeals  and  the 
roofs  surfaced  with  incombustible  materials;  that  the 
entire  plot  where  not  covered  by  accessory  buildings 
shall  be  cement  paved;  that  all  gasoline  pumps  that 
are  installed  shall  be  not  over  3  ft.  from  the  lot  line 
wall  as  indicated;  that  there  shall  be  erected  on  the 
Cropsey  avenue  building  line  and  on  Neptune  avenue 
building  line  concrete  curbs  not  less  than  12  in.  in 
width  and  not  less  than  6  in.  in  height,  with  rounded 
top,  and  with  no  openings  therein  other  than  two  to 
Cropsey  avenue  and  one  to  Neptune  avenue,  such 
openings  not  to  exceed  20  ft.  in  width  and  with  curb 
cuts  opposite  not  exceeding  30  ft.  in  width,  and  that 
no  opening  shall  be  nearer  the  intersection  of  Cropsey 
avenue  and  Neptune  avenue  than  5  ft.;  that  no  port¬ 
able  gasoline  pumps  shall  be  installed  or  maintained 
on  or  from  the  property;  that  all  advertising  shall  be 
limited  to  the  globes  of  the  gasoline  pumps  and  to  one 
electric  standard  erected  at  the  corner  of  Neptune 
avenue  and  Cropsey  avenue,  within  the  building  line, 
and  to  a  flat  sign  attached  to  face  of  accessory  build¬ 
ing;  that  there  shall  be  no  excavation  under  any  of 
the  buildings  except  the  pits  for  greasing  racks ;  that 
no  open  flame  shall  be  permitted  on  property  ;  that 
there  shall  be  no  repairing  of  automobiles  carried  on 
and  no  parking  of  cars  other  than  those  being  ser¬ 
viced  ;  and  that  all  permits  shall  be  obtained  within 
six  months  and  all  work  involved  completed  within 
one  year  from  the  date  of  this  action. 


88-36-BZ. 

APPLICANT— Arthur  H.  Haaren  for  Kesbec,  Inc., 
owner. 

SUBJECT — Application  for  reopening — consideration  as 
to  amendment  of  resolution  re  application  granted 
on  certain  conditions,  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  motor 
vehicle  repair  shop  (for  the  testing  of  brakes)  on 
an  existing  gasoline  service  station. 

PREMISES  AFFECTED— 3170-3178  Broadway  and  28-34 
Tieman  place,  southeast  corner  (Block  No.  1981, 
Lot  No.  65),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Arthur  H.  Haaren  and  Robert  G. 

Calder. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 


lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(88-36-BZ) 


Whereas,  this  application  affecting  premises  3170-3178 
Broadway  and  28-34  Tieman  place,  southeast  corner  (Block 


No.  1981,  Lot  No.  65),  Borough  of  Manhattan,  was 
granted  by  the  board  July  7,  1936,  on  certain  conditions 
and  applicant  requested  an  amendment  of  the  resolution. 

Resolved ,  that  the  resolution  adopted  by  the  Board  on 
July  7,  1936,  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  un¬ 
der  section  21,  permitting  the  rearrangement  of  the  ex¬ 
isting  gasoline  station  and  automobile  repair  shop,  as 
indicated  on  plans  filed  with  this  appeal,  on  condition 
that  within  two  years  all  existing  open  grease  pits 
shall  either  be  removed  or  enclosed  in  an  accessory 
building ;  that  the  existing  office  building  may  remain 
and  the  proposed  accessory  building  shall  be  con¬ 
structed  as  indicated  with  openings  to  Tieman  place; 
that  this  new  accessory  building  shall  be  constructed  of 
fire  proof  materials  except  that  the  roof  beams,  roof 
boarding,  exterior  doors  may  be  of  wood  provided 
that  the  ceiling  is  fire-retarded  throughout  in  accord¬ 
ance  with  the  rules  of  the  Board  of  Standards  and 
Appeals ;  that  the  room  for  heater  shall  be  separated 
from  the  balance  of  the  accessory  building  by  fireproof 
construction  and  enterable  only  from  the  exterior  of 
the  building;  that  automobile  repairing  shall  be  re¬ 
stricted  to  brake  testing,  brake  adjusting  and  repairing 
of  brakes,  as  indicated  on  plans  filed  with  this  appeal; 
that  the  entire  plot  where  not  covered  by  accessory 
buildings  and  existing  open  grease  pits  shall  be  paved 
either  with  cement  or  ‘Colprovia’ ;  that  the  present 
gasoline  pumps  shall  be  removed  and  pumps  installed 
so  that  no  pump  is  nearer  than  10  ft.  to  either  street 
building  line ;  that  the  curb  cuts  to  Broadway  shall  not 
exceed  those  now  existing;  that  there  shall  be  erected 
in  the  southerly  interior  lot  line  and  easterly  interior 
lot  line,  where  not  covered  by  accessory  building,  a 
wall  not  less  than  7  ft.  in  height  of  face  brick  or 
architectural  terra  cotta  or  brick  stucco ;  that  no  port¬ 
able  gasoline  pumps  shall  be  used  on  or  from  the 
premises ;  that  no  signs  shall  be  permitted  other  than 
the  illuminated  globes  of  the  pumps  and  permanent 
signs  attached  to  the  accessory  buildings  prohibiting 
all  temporary  signs  and  roof  signs  but  permitting  a 
post  standard  erected  within  the  Broadway  building 
line  toward  the  south  for  supporting  a  sign,  which 
may  be  illuminated,  advertising  only  the  brand  of 
gasoline  for  sale,  provided  such  sign  does  not  extend 
beyond  the  building  line  for  a  distance  of  more  than 
7  ft. ;  that  lights  for  illumination  shall  be  by  means 
of  post  standards  with  metal  reflectors  arranged  to 
reflect  downwardly ;  that  plans  shall  be  submitted  and 
approved  by  the  chairman  on  behalf  of  the  board  prior 
to  same  being  filed  with  the  Commissioner  of  Build¬ 
ings  ;  and  that  all  work  shall  be  completed  within  one 
year  after  approval  of  such  plans. 


89-36-BZ. 

APPLICANT — Arthur  H.  Haaren  for  Kesbec,  Inc., 
owner. 

SUBJECT — Application  for  reopening — consideration  as 
to  amendment  of  resolution  re  application  granted 
on  certain  conditions,  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
district  the  erection  and  maintenance  of  a  motor 
vehicle  repair  shop  (for  the  testing  of  brakes)  on 
an  existing  gasoline  service  station. 

PREMISES  AFFECTED — 2409  Jerome  avenue,  west  side, 
275  ft.  north  of  West  184th  street  (Block  No.  3199, 
Lot  No.  106),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Arthur  H.  Haaren  and  Robert  G. 

Calder. 


MINUTES 


ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Assistant  Chief  Walsh....  3 

Negative:  Commissioner  Blum  .  1 

Absent  . * .  0 

THE  RESOLUTION— 

(89-36-BZ) 


Whereas,  this  application  affecting  premises  2409  Jerome 
avenue,  west  side,  275  ft.  north  of  West  184th  street  (Block 
No.  3199,  Lot  No.  106),  Borough  of  The  Bronx,  was 
granted  by  the  board,  July  7,  1936,  on  certain  conditions 
and  applicant  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  7,  1936,  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolu¬ 
tion  and  that  the  application  be  and  it  hereby  is 
granted  under  section  21,  permitting  the  site  under  ap¬ 
peal  to  be  rearranged  substantially  as  indicated  on 
plans  filed  with  this  appeal  and  for  the  erection  of 
additional  accessory  building  on  condition  that  this 
accessory  building  shall  not  exceed  one  story  in  height, 
shall  be  constructed  of  fireproof  materials  except  that 
the  roof  beams,  roof  boarding  and  doors  may  be  of 
wood,  provided  the  ceilings  throughout  are  fire-re¬ 
tarded  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals ;  that  the  entire  premises,  where 
not  occupied  by  existing  and  proposed  buildings  shall 
be  paved  with  either  cement  or  “Colprovia”;  that  there 
shall  be  either  a  masonry  wall  or  a  heavy  woven  wire 
fence  constructed  continuously  on  the  southerly  lot 
line,  separating  the  existing  gasoline  station  occupy¬ 
ing  a  frontage  of  126.74  ft.  from  the  adjoining  lot  No. 
113;  that  this  wall  or  fence  shall  be  not  less  than  7 
ft.  in  height ;  that  along  the  northerly  building  line 
where  accessory  buildings  do  not  occur,  the  existing 
walls  of  adjoining  building  shall  be  faced  to  match  the 
accessory  building;  that  the  accessory  building  shall  be 
constructed  of  face  brick  or  glazed  terra  cotta  or  brick 
stuccoed  above  the  height  of  3  ft.  above  the  curb ;  that 
there  shall  be  not  more  than  2  curb  cuts  to  Jerome 
avenue  not  exceeding  30  ft.  in  width  each ;  that  any 
existing  gasoline  pumps  within  a  distance  of  less  than 
15  ft.  from  the  building  line  of  Jerome  avenue  shall 
be  removed  and  no  gasoline  pumps  shall  be  installed 
within  15  ft.  of  such. building  line;  that  there  shall  be 
erected  on  the  building  line  a  concrete  curb  not  less 
than  12  inches  in  width  and  not  less  than  5  inches  in 
height  with  rounded  top,  continuously,  except  for  two 
entrances,  not  exceeding  30  ft.  each  opposite  the  above 
permitted  curb  cuts ;  that  no  entrance  shall  be  nearer 
than  10  ft.  to  either  side  lot  line;  that  such  curbs 
shall  be  at  least  25  ft.  in  length  between  entrances ; 
that  no  portable  gasoline  pumps  shall  be  used  on  or 
from,  the  premises;  that  automobile  repairing  shall  be 
restricted  to  brake  testing,  brake  adjusting  and  brake 
repairing;  that  lights  for  illumination  shall  be  limited 
to  pipe  standards  with  lights  having  metallic  reflec¬ 
tors;  that  signs  shall  be  limited  to  the  illuminated 
globes  of  the  pumps  and  permanent  flat  signs  attached 
to  the  accessory  buildings,  prohibiting  all  roof  signs 
and  signs  of  a  temporary  nature,  but  permitting  one 
post  standard  to  be  erected  within  the  building  line 
supporting  a  sign  which  may  be  illuminated,  advertis¬ 


ing  only  the  brand  of  gasoline  on  sale,  provided  such 
sign  does  not  extend  beyond  the  building  line  for  a 
distance  of  more  than  7  ft.;  that  plans  shall  be  sub¬ 
mitted  and  approved  by  the  Chairman  in  behalf  of 
the  board  as  complying  with  this  resolution,  prior  to 
same  being  filed  with  the  commissioner  of  buildings ; 
that  such  plans  shall  be  filed  within  four  (4)  months 
from  the  date  of  this  amended  resolution  and  all  work 
completed  within  one  year  after  the  approval  of  such 
plans. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
198-36- A. 

APPLICANT — Leo  Bradspies,  for  John  Fox,  lessee. 
SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 4498  Park  avenue  and  449  East 
182nd  street,  northwest  corner  (Block  No.  3038, 
Lot  No.  1),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Leo  Bradspies,  Joel  S.  Adler. 
ACTION  OF  BOARD — Laid  over  to  September  22,  1936, 
at  2  P.M.  for  applicant  to  submit  further  informa¬ 
tion. 


209-36-A. 

APPLICANT — Edward  Voudy,  lessee. 

SUBJECT— Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 513-517  Ralph  avenue,  east 
side,  25  ft.  south  of  Park  place  (Block  No.  1466, 
Lot  No.  10),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition :  M.  Wanshel  and  B.  Lossef. 

For  Administration:  Paul  Friedman,  Department 
of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  September  22,  1936 
at  2  P.M.  on  written  request  of  applicant. 


25 1-36- A. 

APPLICANT — Henry  R.  Rittenberg,  for  Gainsborough 
Studios  Corp.,  adjoining  owner. 

SUBJECT — Appeal  from  a  decision  of  the  board  of  build¬ 
ings,  and  from  the  decision  of  the  commissioner 
of  buildings,  granting  curb  cut  permit. 

PREMISES  AFFECTED— 1796-1808  Broadway,  232-240 
Central  Park  South,  235-241  West  58th  street, 
southeast  corner  Broadway  and  Central  Park 
South  (Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Henry  R.  Rittenberg  and  J.  A. 
Izzio. 

For  Opposition:  John  A.  Brough. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  at 
2  P.M.,  on  request  of  representative  of  owner  of 
premises  under  appeal. 


27-36-A. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Anneal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 145  West  51st  street,  north 
side,  125  ft.  east  of  Seventh  avenue  (Block  No. 
1004,  Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  L.  H.  Katzman. 

For  Opposition:  W.  Kennelly. 

ACTION  OF  BOARD— Laid  over  to  October  14.  1936,  at 
2  P.M.,  on  request  of  representative  of  Trustees. 
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184-35- A. 

APPLICANT— E.  K.  Hiles,  for  Gulf  Oil  Corporation, 
owner.  ,  .  , 

SUBJECT— Application  for  Reopening— Inclusion  of  new 
appeal — re  appeal  from  an  order  of  the  fire  com¬ 
missioner. 

PREMISES  AFFECTED— 376-412  Maspeth  avenue 

(Block  No.  2928,  Lot  No.  1),  Borough  of  Brook¬ 

lyn. 

APPEARANCES— 

For  Applicant:  E.  K.  Hiles. 

ACTION  OF  BOARD— Appeal  reopened  and  restored  to 
calendar,  subject  to  usual  procedure. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  " 

Absent  .  ^ 


197-36-A. 

APPLICANT— Leo  Bradspies,  for  W.  P.  A.  Realty  Cor¬ 
poration,  owner.  .  . 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 2171  White  Plains  avenue, 

west  side,  100  ft.  north  of  Lydig  avenue  (Block 

No.  4317,  Lot  No.  56),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Leo  Bradspies. 

ACTION  OF  BOARD— Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  ^ 


221-36-A. 

APPLICANT— Waterside  Fuel  Oil  Corporation,  owner. 
SUBJECT— Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner  relative  to  transportation  of  fuel 
oil  in  trucks  in  New  York  City. 
APPEARANCES— 

For  Applicant:  J.  P.  Perriss. 

For  Administration :  Insp.  Hille,  Fire  Depart¬ 
ment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

i" 221-36-A) 

Whereas,  the  Waterside  Fuel  Oil  Corporation,  appli¬ 
cant  and  owner,  filed  on  July  10,  1936  an  appeal  from  an 
order  and  decision  of  the  Fire  Commissioner  affecting  the 
use  of  a  certain  tank  truck  for  the  transportation  of  fuel 
oil  within  the  City  of  New  York;  and 

Whereas,  the  order  of  the  Fire  Commissioner,  No. 

6998-LC,  dated  August  12,  1935  reads  as  follows: 

“An  inspection  of  truck  No.  7  with  tank  on  a 

Brockway  chassis  5963,  used  by  you  for  the  transporta¬ 
tion  of  any  liquid  product  of  petroleum,  shale  oil  or 
coal  tar  as  required  by  Section  113,  Article  8,  Chapter 
10  of  the  Code  of  Ordinances  of  the  City  of  New 
York,  shows  the  following  requirements  necessary  be¬ 
fore  a  permit  can  be  issued : 

1.  Discontinue  the  use  of  tank  having  more  than 
600  capacity  in  each  compartment.  Section  4.2.” 

and 


Whereas,  the  decision  of  the  Fire  Commissioner,  dated 
June  30,  1936,  reads  as  follows:  .  .  4  . 

“In  response  to  your  request,  be  advised,  that  this 
department  does  not  rescind  an  order  and  reissue  it  so 
that  it  may  be  taken  to  the  Board  of  Standards,  and 
Appeals  when  you  have  exceeded  the  time  limit  in 
which  to  file  your  appeal.  , 

However,  we  have  been  advised  that  the  Board  ot 
Standards  and  Appeals  will  accept  a  letter  from  this 
Department  as  the  basis  for  an  appeal.  For  that  pur¬ 
pose  this  communication  is  forwarded  and  will  cer¬ 
tify  that  order  6998  LC  was  issued  against  your  Truck 
No.  7  on  a  Brockway  Chassis  No.  5963,  and  read  as 

follows :  . 

1.  Discontinue  the  use  of  tank  having  more  than 
600  gallons  capacity  in  each  compartment.  Sec.  4.2.” 

Whereas,  the  truck  in  question  applicant’s  No..  7,  con¬ 
sists  of  a  1750  gallon,  three  compartment  Heil  Tank 
(P.  C.  No.  38388)  consrtucted  of  3/16"  steel  with  double 
compartment  heads  mounted  on  a  Brockway  chassis  (No. 
5963)  The  compartment  capacities  from  front  to  rear 
are  as  follows :  750  gallons ;  500  gallons,  500  gallons  The 
tank  in  question  is  used  for  the  transportation  of  No.  2  and 

No.  4  fuel  oil.  ,  ,  .  .  , 

Resolved,  that  the  order  No.  6998-LC  and  decision  of 
the  Fire  Commissioner  be  and  they  hereby  are  modified, 
and  the  appeal  be  and  it  hereby  is  granted,  permitting  the 
continued  use  of  truck,  on  condition  that  the  capacity  of 
the  existing  tank  compartment  shall  not  be  increased  and 
that  in  all  other  respects  the  tank  and  truck  shall  comply 
with  the  Rules,  and  granted  only  for  the  life  of  the  exist¬ 
ing  chassis. 


263-36-A. 

APPLICANT— Shreve,  Lamb  &  Harmon  for  78  East  56th 
Street  Realty  Corp.,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 78-80  East  56th  street,  south 
side,  66  ft.  8  in.  west  of  Park  avenue  (Block  No. 
1291,  Lot  Nos.  39y2  and  40),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Roy  C.  Wilson. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 

Absent  . i .  0 

THE  RESOLUTION— 

(263-36-A) 

Whereas,  R.  H.  Shreve.  for  Shreve,  Lamb  &  Harmon, 
appellants  for  78  East  56th  Street  Corporation,  con¬ 
tractual  owners,  filed  on  September  9,  1936,  an  appeal  from 
a  decision  of  the  Commissioner  of  Buildings,  affecting 
premises  78-80  East  56th  Street,  south  side,  66'8"  west  of 
Park  avenue  (Block  No.  1291,  Lot  Nos.  39j4  and  40), 
Borough  of  Manhattan ;  and 

Wherea$,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  September  4,  1936,  on  New  Building  appli¬ 
cation  No.  211-1936  rea^ds  as  follows: 

“No.  1.  Not  more  than  5%  of  total  .floor  area  in 
building  may  be  used  for  manufacturing  purposes, 
section  No.  4-A  of  the  building  zone  resolution.” 

and 

Whereas,  it  is  proposed  to  erect  in  a  retail  district  a 
building  33'4"  in  width  by  100’  in  depth,  8  stories  and 
pent  house,  85’  in  height,  of  fireproof  construction,  equip¬ 
ped  with  a  standpipe  system ;  the  building  is  to  be.  occu¬ 
pied  as  follows :  Cellar-boiler  room,  storage  and  shipping, 
3  persons ;  first  floor,  reception  and  office,  6  persons ;  2nd 
floor,  show  room,  stock  room  and  fitters,  20  persons ;  3rd 
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floor,  designer,  and  stock,  20  persons;  4th  floor,  manufac¬ 
turing  of  millinery,  55  persons;  5th,  6th  and  7th  floors, 
retail  use,  20  persons  each ;  8th  floor,  owners’  apartment 
6  persons;  pent  house,  bed  room  and  machinery,  2  per¬ 
sons;  and 

Whereas,  the  applicant  contends  that  under  date  of 
r-  i  .Standards  and  Appeals,  under 

Cal.  Mo.  228-36-BZ  gave  an  interpretation  of  the  provisions 
of  section  4-A  of  article  2  of  the  building  zone  resolution  • 
and  ’ 

Whereas,  it  is  proposed  to  occupy  approximately  1100 
sq.  ft.  for  the  manufacturing  of  hats  to  be  shipped  to 
^n°US  1?catl?ns  in  the  United  States  and  approximately 
3400  sq.  ft.  will  be  occupied  for  the  manufacture  of  hats 
and  clothing,  etc.,  which  will  be  sold  at  retail  on  the  prem¬ 
ises  and  will  constitute  an  integral  part  of  a  retail  business 
conducted  in  the  building;  that  the  total  floor  area  of  the 
building  will  be  approximately  25,000  square  feet. 
r>  the  decision  of  the  Commissioner  of 

.Buildings  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  the  occupancy 
for  manufacturing  purposes  shall  comply  with  the  require- 
ments  of  the  building  zone  resolution,  article  2,  section 
4-a,  Retail  District,  as  interpreted  by  the  resolution  of  the 
board,  dated  July  22,  1936,  appearing  in  Bulletin  No  30 
volume  21.  ’ 


VARIATIONS  OF  LABOR  LAW 

190-36-S. 

^P^CANT— Kings  Hamburger,  Inc.,  lessee. 
bUBJLCI  Variation  of  the  labor  law  as  cited  in  deci- 
„  sions  of  the  health  commissioner. 

PREMISES  AFFECTED — 683  Third  avenue,  east  side, 
20.5  ft  north  of  East  43rd  street  (Block  No.  1317, 
°'  2)>  Bor°ugh  of  Manhattan. 

APPEARANCES— 

.  For  Applicant :  Irving  Rodin. 

ACTION  OF  BOARD — Laid  over  to  September  29,  1936, 
at  2  P.M;,  on  request  of  applicants  representative, 
also  for  inspection  by  board. 


193-36-S. 

^BBLTCANT  Frank  Ragone  for  D.  Fox,  owner. 
oUBJBCl  Variation  of  the  labor  law  as  cited  in  deci- 
sions  of  the  health  commissioner. 

REMISES  AFFECTED — 2101  Second  avenue,  west  side 
75  ft  No.  of  East  108th  street  (Block  No.  1658 

APPEARANCES^'  B°r°Ugh  of  Manhattan- 
For  Applicant:  None. 

ACTION  OF  BOARD— Laid  over  to  September  29,  2 
B.M.,  on  written  request  of  applicant. 


ACTION  OF  BOARD— Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


224-36-SA. 

APPLICANT— Harry  Gittleson,  for  Odin  Stove  Manu¬ 
facturing  Co.,  owner. 

^UBJECl  Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Type),  Models  1P61,  1P62,  1P91  and 
1P92,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


227-36-SA. 


for  Scully  Signal  Company,  owner. 
4PPEWL\NCE^arm  ('Type  L^’  for  fuel  oil,  approval  of. 


For  Applicant:  John  C.  Doyle. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


56-36-SA. 

APPLICANT — C.  V.  Henry,  for  York  Oil  Burner  Co., 
Inc.,  owner. 

SUBJECT  Application  for  reopening — amendment — re 
York  Horizontal  Rotary  Oil  Burner. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  referred  to  engineer 
of  the  board. 


144-36-SA. 

APPLICANT — Herman  Nelson  Corp.,  owner. 

SUBJECT — Application  for  reopening — amendment  (to 
include  new  Models  Nos.  C-1001,  C-1002,  C-3001 
and  C-3002)  re  Herman  Nelson  Conversion  Oil 
Burner. 

APPEARANCES— 

For  Applicant:  John  A.  Finnerty. 

ACTION  OF  BOARD — Application  reopened  and  placed 
on  reserve  calendar  and  referred  to  engineer  of 
the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  o 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

216-36-SA. 

APPLICANT— Milton  Osher,  for  Osher  and  Reiss,  In 
owner. 

SUBJECT— Orco-Richfield  Oil  Burner,  Model  A-l  a 
proval  of.  ’ 

APPEARANCES— 

ArTTAM°r.Applicant:  Milton  Osher. 

CTION  OF  BOARD — Application  placed  on  reser 
calendar  and  referred  to  engineer  of  the  board 


219-36-SA. 

APPLICANT— Morris  Goldstein,  for  Bronx  Range  Oil 
*sT  tp  nr  Burner  Co.,  owner. 

SUBJECT— Bronx  Faultless  Oil  Burner  for  Pressing 
a  Machine,  approval  of. 

APPEARANCES— 

For  Applicant:  Morris  Goldstein. 


115-32-SA. 

APPLICANT — Wayne  Oil  Burner  Corp.,  owner. 

SUBJECT — Application  for  reopening — Wayne  S-2  Do¬ 
mestic  Oil  Burner — amendment— to  include  ap¬ 
proval  of  Model  K. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  placed 
on  reserve  calendar  and  referred  to  engineer  of 
the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  n 


1 10-36-SA. 


^ohawk  0iI  Burner  Mfg.  Co.,  owner. 
oLiijh.Lt  Application  for  reopening — Mohawk  Oil 
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Burner,  Models  A  and  H— amendment  of  resolu¬ 
tion  to  include  additional  name. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN—  ,  „ 

Affirmative:  Chairman  Murdock,  Commission- 
•  ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ^ 

THE  VOTE  TO  AMEND  RESOLUTION —  _  , 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ^ 

THE  RESOLUTION— 

(110-36-SA) 

Whereas,  Mohawk  Oil  Burner  Mfg.  Co.,  owner,  filed 
April  23,  1936,  an  application  with  the  Board  of  Standards 
and  Appeals,  for  approval  of  the  device  known  as  the 
Mohawk  Oil  Burner,  Models  A  and  H ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  Board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  was  substantially  as  follows: 

The  one  tested  was  Model  A.  This  burner  is  of  the 
.  mechanical  draft  pressure  atomizing  gun  type ;  and 
consists  of  the  following  assembly:  Century  1/6H.  P. 
Motor;  Torrington  fan,  3  in.  by  5  in.;  Webster  Fuel 
Unit,  consisting  of  strainer,  pump  and  regulating 
valve,  and  a  Ballofett  nozzle. 

Ignition — electric,  Webster  transformer. 

Controls — Minneapolis-Honeywell  Protectorelay,  R- 
117-3  and  Minneapolis-Honeywell  Pressuretrol  Model 

L-404.  ,  . 

With  the  oil  supply  shut  off  and  a  cold.  combustion 
chamber,  the  burner  was  put  into  operation  and  the 
controls  operated  and  shut  the  burner  down  in  103 
seconds.  The  burner  was  then  put  into  normal  op¬ 
eration  for  approximately  45  minutes.  During  the  pe¬ 


riod  of  test  there  were  no  flare  backs  and  the  flame 
was  free  and  clear  of  smoke.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  deposits. 


and 


Model  H  is  the  same  as  Model  A,  with  the  excep¬ 
tion  that  the  fan  is  6  in.  x  4  in.  and  the  pump  deliv¬ 
ers  36  gallons  of  oil  per  hour,  but  this  model  was  not 
inspected  and  tested. 

As  a  result  of  this  inspection  and  test  it  is  recom¬ 
mended  that  the  Mohawk  Oil  Burner  Model  A  be  ap¬ 
proved  for  domestic  industrial  and  commercial  use 
when  installed  in  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals  with  fuel  oil  not  heavier  than  No.  3, 
U.  S.  Dept,  of  Commerce  Standards. 


Whereas,  applicant  requested  approval  of  Model  H  and 
an  inspection  and  test  of  this  model  has  been  made,  and 
Whereas,  this  device  was  approved  June  30,  1936  and 
applicant  requested  an  amendment  of  the  resolution  to 
permit  the  marketing  of  the  burner  under  the  name 
“Alpine.” 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Mohawk  Oil  Burner, 
Model  A  and  Model  H,  for  domestic,  commercial  and 
industrial  installations,  when  installed  in  accordance  with 
the  Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  for  use  with  fuel  not  heavier  than  No.  3  U.  S.  De- 
partment  of  Commerce  Standards,  and  that  there  shall  be 
permanently  attached  to  each  burner  installed  a  label 
reading: 

NOTICE 


Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  110-36-SA. 

Resolved,  further,  that  this  device  may  also  be  marketed 
under  the  name  of  Alpine  Oil  Burner,  Model  “A”  and 
Model  “H”,  provided  the  requirements  herein  are  com¬ 
plied  with. 


Edward  V.  Barton,  Chief  Clerk. 


Adjourned:  4:50  P.M. 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 

Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 

such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 

- - - - - - — 

MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 

Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 

BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 

ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RULES 


FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  Is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

,  Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (J/i)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2 y2) 
inches  of  1 :2 )4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (J4)  of  one  (1)  per  cent  of 
steel  mesh ; 

(b)  Two  and  one-half  (2j4)  inches  of  1  :2  :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
torms  of  construction  shall  be  accepted  as  fire-retarding  for 
.  ?  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations: 

.  (a)  One-half  (y2)  inch  plaster  boards,  or  three- 
eighths  (34)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (%)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(34)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-hreproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
J^keted  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shaits  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombiistible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(34)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (%)  inch  wood  sheathing,  one-half 
04)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams ; 

(c)  .Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (%)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  04)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  jacketed  with  No. 

16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 


1091 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  front  Administrative  Orders 

132-36-A — 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95 th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough'  of 
Brooklyn. 

163- 36-A — 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A — 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUSr  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2j4-inch  Hose  Outlet  Valve,  Type 

“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

115-32-SA — Wayne  Domestic  Oil  Burner,  Model  K. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

117-34-SA — Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 


144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

158- 35-SA — Easy  way  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27,  and  CSP19. 

159- 35-SA — Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226- 35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 

100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

216-36-SA — Orco-Richfield  Oil  Burner,  Model  A-l. 
219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

224-36-SA — Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Types),  Models  1P61,  1P62, 
1P91  and  1P92. 

227- 36-SA — Ventalarm  for  Fuel  Oil,  Type  L. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


P.  O 


Name . 
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P.  O 


,  1936. 


1092 


w 


BULLETIN 

OF  THE 


tl'C 

E  "ft?, 


BOARD  OF  STANDARDS  AND  APPEALS 


CITY  OF  NEW  YO R K'Pft/f 


hs‘Ty  0l 


*  i  r.  r* 

Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Ch/fi/AH,  Laws  of  1916  and 
the  Municipal  Assembly,  Local  Law  No.  13,  of  1925,  Local  Law  No.  26  of  1934,  Local  Law  ?fib.  27  of  1934  and 

Local  Law  No.  10  of  1935. 

Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1001  to  1015,  Municipal  Building, 

New  York  City. 


Vol.  XXI 


Subscription 
$2.50  a  year 


SEPTEMBER  29,  1936 


Single  Copies,  5  cents 
By  mail,  8  cents 


No.  39 


DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 

Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone— WOrth  2-0184. 

Office  Hours  for  Public— 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  he  addressed  to  the  chairman  of 

the  board 


CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Order  Served  on  Board. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  September  22,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  118-36-BZ,  100- 
36-BZ,  99-36-BZ  and  273-36-BZ. 

Minutes  of  Regular  Meeting,  September  22,  1936,  at  2 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

i  The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  September  28, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  October  5,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 


Restored  to  Calendar 


New  Cases  Filed  up  to  September  23,  1936 

Cal.  No.  Department  Premises  Affected 

275-36-A . D.B.M . 27  West  57th  street,  north 

side,  400  ft.  east  of  6th  ave¬ 
nue  (Block  1273,  Lots  17- 
18),  Borough  of  Manhattan, 
Decision. 


276-36-A . D.B.M . 94  Bowery,  west  side,  50  ft. 

8  in.  north  of  Hester  street 
(Block  239,  Lot  36),  Bor¬ 
ough  of  Manhattan, 

Decision. 


277-36-BZ . D.B.B . 1495-1497  East  New  York 

avenue,  north  side,  139  ft. 
10)4  in.  east  of  Park  place 
(Block  1465,  Lot  46),  Bor¬ 
ough  of  Brooklyn, 

Applic.  14226-36. 


278-36- A . D.B.Bx . West  side  of  Navy  avenue, 

1164  ft.  south  of  Bedford 
Park  boulevard  (Goulden 
avenue  &  Bedford  Park 
boulevard,  Instruction  Unit 
No.  2,  Hunter  College) 
(Block  3247-B,  Lot  1),  Bor¬ 
ough  of  The  Bronx, 

94346- F. 


279-36-A . D.B.Bx . West  side  of  Navy  avenue, 

1074  ft.  south  of  Bedford 
Park  boulevard  (Goulden 
avenue  &  Jerome  avenue, 
Gymnasium  building,  Hunt¬ 
er  College)  (Block  3247- A, 
Lot  1),  Borough  of  The 
Bronx,  94345-F. 


935-19-BZ . D.B.B . 1730-1750  Bedford  avenue, 

133-147  Empire  boulevard, 
northwest  corner,  and  94- 
110  Sullivan  place  (Block 
1306,  Lot  49),  Borough  of 
Brooklyn,  Applic.  11053-36. 


262-32-BZ . D.B.R . Southwest  corner  of  Wyona 

avenue  and  Willowbrook 
road  (Block  2099,  Lots  29, 
30  &  31),  Port  Richmond, 
Borough  of  Richmond, 

N.  B.  254-32. 


590-29-BZ . D.B.B . 1032-1044  Myrtle  avenue, 

south  side,  182  ft.  3  in.  east 
of  Sumner  avenue  (Block 
1585,  Lot  14),  Borough  of 
Brooklyn.  Applic.  11574-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 


280-36-A . F.D . 30-50  Church  street  (con¬ 

course  passage)  (Block  61, 
Lot  1),  Borough  of  Man¬ 
hattan,  2837-L.C. 


281-36-BZ . D.B.M . 1146-1148  Madison  avenue 

and  26-28  East  85th  street, 
southwest  corner  (Block 
1496,  Lot  60),  Borough  of 
Manhattan,  N.  B.  193-36. 


282-36-BZ . D.B.Q . West  side  of  34th  street, 

140.10  ft.  south  of  28th 
avenue  (Block  627,  Lots 
26y2,  27,  28  &  29),  Long 
Island  City,  Borough  of 
Queens,  Decision. 


283-36-A . D.B.M . 1234-1236  6th  avenue,  58-74 

West  49th  street,  southeast 
corner,  and  55-67  West  48th 
street  (Block  1264,  Lot  5), 
Borough  of  Manhattan, 

Alt.  2037-36. 


284-36-BZ . D.B.B . 1346  President  street,  south¬ 

east  corner  of  Brooklyn 
avenue  (Block  1285,  Lot  7), 
Borough  of  Brooklyn, 

Applic.  14107-36. 


On  September  23,  1936,  Michael  Levine,  attorney,  served  on  the 
Board  Petition  and  Order  of  Certiorari,  on  behalf  of  Arbill  Gaso¬ 
line  Stations  Inc.,  owner,  in  re  decision  of  September  15,  1936, 
denying  reopening  of  application  for  gasoline  station  previously 
denied  by  board,  which  denial  was  sustained  by  the  Courts,  in  a 
business  use  district,  under  section  21,  Cal.  No.  16-32-BZ,  at  prem¬ 
ises  S.E.  corner  of  65th  Street  and  13th  Avenue,  Borough  of 
Brooklyn. 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Sept. 
Certificate  of  Occupancy,  approved 

forms  . . . .  Aug. 

Concrete  Flat  Slabs,  Rules... . Sept. 

Concrete  Rules  (Hydrated  Lime)  ..  .Sept. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . . . Sept. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Sept. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  . .  Sept. 

Procedure,  Rules  of . Sept. 

Refrigerating  Systems,  Extract  C.O.Sept. 
Smoking  in  Factories,  Rules  for.... Sept. 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . Aug! 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


15,  1936— Vol.  21,  No.  37 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21,  No.  36 

29,  1936— Vol.  21,  No.  39 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 
8,  1936— Vol.  21.  No.  36 
1,  1936— Vol.  21,  No.  35 

14,  1936— Vol.  21,  No.  28 

29,  1936— Vol.  21,  No.  39 

14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 
1,  1936— Vol.  21,  No.  35 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 

29,  1936— Vol.  21,  No.  39 

8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 

18,  1936 — Vol.  21,  No.  33 
25,  1936— Vol.  21,  No.  34 
7,  1932— Vol.  17,  No.  23 
28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 
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LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Sept. 

Fuel  Oil  Pumps . Sept 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing:  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Sept. 


5,  1935 — Vol.  20,  No.  10 

29,  1936— Vol.  21,  No.  39 

1,  1936— Vol.  21,  No.  35 
26,  1936— Vol.  21,  No.  21 
1,  1936— Vol.  21,  No.  35 
8,  1936— Vol.  21,  No.  36 

26,  1935— Vol.  20.  No.  48 

1,  1936— Vol.  21,  No.  35 


PREMISES — 91-11  to  91-25  144th  place  and  144-01  to  144- 
09  Archer  avenue,  northeast  corner  (Block  No. 
1033,  Lot  Nos.  20  and  25),  Jamaica,  Borough  of 
Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  an  unrestricted  use  and  partly  in  a 
business  use  district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5)  motor  vehicles 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  28,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

115-36-BZ. 

APPLICANT  Gustave  Goldman,  for  George  Beauni  , 
owner. 

PREMISES  5283-5291  Kings  Highway,  east  side,  60  ft 
9  in  north  of  Preston  Court  (Block  No.  7949, 
Lot  No.  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  use  of  a  plot  of 
ground  for  parking  more  than  five  (5)  motor  ve¬ 
hicles  and,  also,  automobile  wrecking. 

194-36-BZ. 

APPLICANT  Jacob  Lustig,  for  Department  of  Hospitals, 
City  of  New  York,  owner. 

PREMISES — 451  Clarkson  avenue  and  south  side  of  Win- 
throp  street,  between  New  York  avenue  and  Al¬ 
bany  avenue  (Block  No.  4829,  Lot  No.  1)  ;  (Kings 
County  Hospital),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district,  as  an  accessory 
to  a  hospital,  the  alteration  and  extension  of  a 
former  stable  for  ambulances  (now  occupied  as  a 
garage),  so  as  to  accommodate  thirty-five  (35) 
motor  vehicles  (including  ambulances). 


187-36-BZ. 

APPLICANT — William  V.  McDevit  for  Socony  Vacuum 
Oil  Co.,  Inc.,  owner. 

PREMISES-1 190-1 192  Bay  street  and  111-117  Hylan 
boulevard,  northwest  corner  (Block  No.  2850,  Lot 

a  pm  Tr^rf^vr  Bos ebank,  Borough  of  Richmond. 

AUUL1CATION,  under  section  7 a  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
installation  of  a  lubritorium  unit  in  an  existing 
gasoline  service  station. 


■^D-OO-PZ.. 


APPLICANT— Scacchetti  &  Siegel  for  The  North  Ameri- 
can  Holding  Corporation,  owner. 

PREMISES — 1182-1196  Grand  Concourse  and  180-188  East 
167th  ^  street,  southeast  corner  (Block  No.  2456 
Lot  ^°s-  155-163),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  of  a 
six  (6)  story  multiple  dwelling  with  business  use 
(stores)  on  the  first  story. 


222-36-BZ. 

APPLICANT— Boochever,  McManus  &  Ostrow,  for  New 
4orl<  Water  Service  Corp.,  owner. 

PREMISES — 3402-3424  Foster  avenue,  south  side,  540  ft. 
west  of  East  37th  street  (Block  No.  4982A  Lot 
No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  steel  tank  for  storage  of  water. 


239-36-BZ. 

APPLICANT— Frackman  &  Robins,  for  LaFontaine  Es¬ 
tates,  Inc.,  owner. 

PREMISES— Northwest  corner  of  West  182nd  and  Grand 

r  n^Ur£e  (Block  No-  3163>  Lot  No.  40),  Borough 
of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


1  n.ivi  u£,K  Z9,  1336,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Sep¬ 
tember  29,  1936  at  10  o’clock,  in  Room  1013,  Municipal 
building,  on  the  following  matters : 


215-36-BZ. 

APPLICANT— Abraham  J.  Halprin  for  Cotan  Realty 
Inc.,  owner. 

PREMISES— 188-198  Parkside  avenue,  south  side,  81  ft 
10%  in.  east  of  Ocean  avenue  (Block  No.  5054 

Ar)r>TT^ot  Na  11  )>  Borough  of  Brooklyn. 

AI  PLICATION,  under  section  21  of  the  building  zom 
resolution, 

TO  PERMIT  partly  in  a  business  use  and  partly  in  ; 
residence  use  district  the  alteration  and  change  o 
occupancy  of  part  of  an  existing  multiple  dwellim 
from  residence  use  to  business  use  (stores). 


cal.  no.  8-36-BZ— Application,  January  20,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  J.  Sarsfield  Kennedy,  applicant,  on 
behalf  of  Brookmead  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  the  calendar 
June  16,  1936)  ;  premises  137-02  to  137- 
06  Jamaica  avenue,  southeast  corner  of 
Van  Wyck  avenue  (Block  No.  1018,  Lot 
No.  1),  Jamaica,  Borough  of  Queens. 


223-36-BZ. 

APPLICANT — John  Adikes  for  Jamaica  Savings  Bank 
owner. 


cal.  no.  282-27-BZ — Application  of  Larry  Meltzer,  appli¬ 
cant,  on  behalf  of  Lehigh  Garage  and 
Gas  Station,  Inc.,  lessee  (long  term 
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lease),  reopened  July  10,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  of  an  existing 
garage  and  gasoline  service  station 
(previously  granted  by  the  board'),  by 
the  removal  of  partitions  and  the  in¬ 
corporation  of  the  existing  store  sec¬ 
tion  as  part  of  the  garage,  premises 
200-208  East  111th  street  and  2013- 
2025  Third  avenue,  southeast  corner 
(Block  No.  1660,  Lot  No.  45),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  192-36-BZ — Application,  June  23,  1936,  under  sec¬ 
tions  7a  and  21  of  the  building  zone 
resolution,  of  Kaye,  Scholer,  Fierman 
and  Hays,  applicants,  on  behalf  of  The 
Marguerite  Corporation,  owner,  to 
permit  in  a  residence  use  district  the 
extension  of  an  existing  factory  build¬ 
ing;  premises  801  Bartholdi  street, 
northeast  corner  of  Barnes  avenue 
(Block  No.  4633,  Lot  No.  11),  Borough 
of  The  Bronx. 

cal.  no.  45-36-BZ — Application,  February  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  4012  Corporation,  applicant  and 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises 
1992-2016  Eastern  parkway  Extension 
and  1924-1938  Broadway,  southwest 
corner  (Block  No.  1540,  Lot  No.  70), 
Borough  of  Brooklyn. 

HARRIS  H  MURDOCK,  Chairman. 


SEPTEMBER  29,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

262-36-A — 154-34  Riverside  drive,  south  side,  465  69  ft. 

northeast  of  Seventh  avenue  (Block  No.  4543, 
Lot  No.  7),  Beechhurst,  Borough  of  Queens. 

184-35-A — 376-412  Maspeth  avenue,  south  side,  430  ft.  east 
of  Gardner  avenue  (Block  No.  2928,  Lot  No. 
1),  Borough  of  Brooklyn. 

229-36- A — 1148-1174  Metropolitan  avenue,  southeast  corner 
of  Varick  avenue  (Block  No.  2943,  Lot  No. 
10),  Borough  of  Brooklyn. 

258-36-A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 

243-36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 
VCH  27,  VCH  19  and  VCH  17. 

248-36-SA — Dupont  Oil  Burner. 

254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  V/z  in.  New 
York  Regulation  Lavatory  Trap. 

264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Sep¬ 
tember  29,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 


cal.  no.  1305-25-BZ — Application  of  Henry  J.  Nurick,  ap¬ 
plicant,  on  behalf  of  Love  Lane  Auto¬ 
motive  Corporation,  owner,  reopened 
February  18,  1936,  under  sections  7a 
and  7e  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
alteration  and  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles  (existing  garage  granted  by 
the  Board)  ;  premises  42-50  Love  Lane 
and  1-9  College  place,  northwest  cor¬ 
ner  (Block  No.  236,  Lot  No.  71),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  532-24-BZ — Application  of  Mrs.  John  O’Brien, 
owner,  reopened  September  15,  1936, 
for  consideration  as  to  an  extension  of 
permit — re  Application,  granted  under 
section  7f  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  residence  use  dis¬ 
trict  the  maintenance  of  a  garage  for 
the  storage  of  five  (5)  pleasure  motor 
vehicles,  four  (4)  spaces  rented  to 
persons  not  residing  on  the  premises ; 
premises  1075  Summit  avenue,  west 
side,  168.38'  north  of  west  165th  street 
(Block  No.  2526,  Lot  No.  52),  Bor¬ 
ough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  5,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

25-36-BZ. 

APPLICANT — Jane  Grillo,  owner. 

PREMISES — 1484  Coney  Island  avenue,  west  side,  440  ft. 
north  of  Avenue  L  (Block  No.  6536,  part  of  Lot 
No.  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

10  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  garage  for  more  than  five  (5) 
motor  vehicles  to  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop. 

109-36-BZ. 

APPLICANT — Joseph  M.  Baker,  for  Agnes  Spanos, 
owner. 

PREMISES — North  side,  183.9*4  ft-  east  of  31st  Drive 
(Block  No.  1679,  Lot  No.  44),  Elmhurst,  Borough 
of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

10  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

121-36-BZ. 

APPLICANT — Benjamin  Maksik,  owner. 
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PREMISES  2686-2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No.  4489  part  of 
Lot  No.  5),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7(f)  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  district,  the  erection  and 
maintenance  of  an  open  air  dining  and  dancing 
pavilion,  and  also  the  parking  of  more  than  five 
(5)  motor  vehicles  (of  patrons). 


159-36-BZ. 

AIM  LICANT  Frank  G.  Colgan,  for  Alurion  Realty 
Corp.,  owner. 

PREMISES— 245-259  West  41st  street,  north  side,  100  ft 
east  of  Eighth  avenue  (Block  No.  1013,  Lot  No 
3),  Borough  of  Manhattan. 

APPLICATION,  under  section  7(h)  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  retail  use  district,  the  use  and  mainte¬ 
nance  of  a  plot  of  ground  as  a  parking  space  for 
more  than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years. 


180-36-BZ. 

APPLICANT — Joseph  T.  Hammer,  for  Margaret  V.  Mc¬ 
Cabe,  owner. 

PREMISES— 1938  Grand  Concourse,  east  side  71  04  ft 
south  of  East  178th  street  (Block  No.  2810,  Lot 

AT1T,TT  No.  5),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  from  residence  use 
to  business  use  (undertaking  establishment). 


54-36-BZ. 

APPLICANT— Kadel,  Van  Kirk  &  Trencher,  for  B  &  S 
Gasoline  Stations,  Inc.,  owner. 

PREMISES— 2240-2250  Ocean  parkway  and  515-531 
Gravesend  Neck  road,  northwest  corner  (Block 

Ar>m  rr' a°I't7A5Z’  Lot,  Na  16^>  Borough  of  Brooklyn. 

APPLICAIION,  under  sections  7(a)  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERM  11  partly  in  a  business  district  and  partly  in  a 
residence  district  the  maintenance  of  a  gasoline 
service  station. 


151-36-BZ. 

APPLICANT  Felix  J.  Wasselle,  for  Yosefa  Skowrunski 
owner. 

PREMISES— 439  Vermont  street,  east  side,  180  ft  north 
oi  Blake  avenue  (Block  No.  3774,  Lot  No.  10) 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  residence  building 
to  business  use  (store). 


OCTOBER  6,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ai£  anc‘  Appeals  of  a  public  hearing  under  the  provisions 
inf. .building  zone  resolution,  Tuesday  morning,  October 
6,  1956,  at  10  o'clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


391-27-BZ. 

APPLICANT— Daniel  Marshall,  for  Sinclair  Refining 

r)i-.T-TirT<-5°J?pany’  lessee  (long  term  lease). 

PREMISES— 5214-5218  Broadwav  and  89  West  225th 
street,  northeast  corner  (Block  No.  2215,  Lot  No 
106),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied  under  section  7-c). 


217-33-BZ. 

APPLICANT— Benjamin  N.  Brody,  for  Helen  Schrage 
Lehman,  owner. 

PREMISES— 110-38  Springfield  boulevard  and  217-20  110th 
road  (Junior  place),  southwest  corner  (Block  No 
2038,  part  of  Lot  No.  28),  Queens  Village,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied). 


16-36-BZ. 

APPLICANT— Albert  Goldhammer,  for  A.  F.  &  G.  Realty 
Corp.,  owner. 

PREMISES  North  side  of  Westchester  avenue,  from 
Leland  avenue  to  White  Plains  road  (Block  No. 
3880,  Lot  Nos.  1,  2,  3,  4  and  5),  Borough  of  The 
Bronx. 

APPLICATION,  under  sections  7(f)  and  21  of  the  build- 
ing  zone  resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


cal.  no.  128-36-BZ— Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 


cal.  no.  111-36-BZ— Application,  April  25,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Guerino  Salerni,  applicant,  on  be¬ 
half  of  1776  Park  Avenue  Corporation, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises  76 
East  123rd  street  and  1768-1778  Park 
avenue,  southwest  corner  (Block  No. 
1748,  Lot  No.  21),  Borough  of  Man¬ 
hattan. 


cal.  no.  145-36-BZ— Application,  May  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  Katherine  Eckhardt,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  379  East  Gun 
Hill  road  and  3501  Webster  avenue, 
northwest  corner  (Block  No.  3356,  Lot 
No.  220),  Borough  of  The  Bronx. 
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CAL.  NO.  273  36-BZ — Application,  September  15,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution  of  John  Eberson,  applicant, 
on  behalf  of  Queens-73rd  Street  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  erection  of 
a  building  to  be  used  for  motion  pic¬ 
ture  theatre  and  stores  ;  premises  73-01 
to  73-09  37th  road  and  37-55  73rd 
street,  northeast  corner  (Block  No. 
1284,  Lot  Nos.  7,  9  and  11),  Jackson 
Heights,  Borough  of  Queens. 


cal.  no.  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board ;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 


cal.  no.  262-32-BZ — Application  of  Edward  J.  Walsh,  ap¬ 
plicant,  on  behalf  of  Edward  J.  Walsh 
and  Mary  Walsh,  owners,  reopened 
September  22,  1936,  for  consideration 
of  extension  of  permit — re  Application, 
granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  Southwest  corner  of 
Wyona  avenue  and  Willowbrook  road 
(Block  No.  2099,  Lot  Nos.  29,  30  and 
31),  Port  Richmond,  Borough  of  Rich¬ 
mond. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  6,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

25 1 -36-A— 1796-1808  Broadway,  232-240  Central  Park 
South,  235-241  West  58th  street,  southeast 
corner  of  Broadway  and  Central  Park  South 
(Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 

198-36- A — 4498  Park  avenue  and  449  East  182nd  street, 
northwest  corner  (Block  No.  3038,  Lot  No.  1), 
Borough  of  The  Bronx. 

209-36-A— 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

218-36-A — 979-989  Clarkson  avenue,  northeast  corner  of 
Remsen  avenue  (Block  No.  4626,  part  of  Lot 
No.  37),  Borough  of  Brooklyn. 

235-36-A — 59-75  Wall  street,  southeast  corner  of  Hanover 
street  (Block  No.  27,  Lot  Nos.  9  and  17),  Bor¬ 
ough  of  Manhattan. 


236-36- A — Block  bounded  by  1st  avenue,  2nd  avenue,  43rd 

street  and  44th  street  (Block  No.  726,  Lot  No. 

1),  Borough  of  Brooklyn. 

267- 36-A — 646-720  Van  Siclen  avenue,  northwest  corner  of 

Hegeman  avenue  (Block  No.  4304,  Lot  No. 

12),  Borough  of  Brooklyn. 

268- 36-A — 601-611  Sheffield  avenue,  northeast  corner  of 

Livonia  avenue  (Block  No.  3805,  Lot  No.  1), 

Borough  of  Brooklyn. 

269- 36-A — 53-59  Chester  street,  east  side,  120  ft.  north  of 

Pitkin  avenue  (Block  No.  3499,  Lot  Nos.  8, 

10  and  12),  Borough  of  Brooklyn. 

270- 36-A- — 934-942  Halsey  street,  south  side,  189  ft.  east 

of  Saratoga  avenue  (Block  No.  1495,  Lot  No. 

16),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Octo¬ 
ber  6,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  116-33-BZ — Application  of  Arthur  F.  Lamanda, 
applicant,  on  behalf  of  Katherine  Al¬ 
berti,  owner,  reopened  September  15, 
1936  for  consideration  as  to  extension 
of  time — re  Application,  granted  on 
condition,  under  sections  7e  and  21  of 
the  building  zone  resolution,  permitting 
in  a  business  use  district  the  extension 
of  an  existing  garage  for  more  than 
five  (5)  motor  vehicles  granted  by  the 
Board  under  Cal.  No.  304-30-BZ; 
premises  50-56  Downing  street  and  214- 
218  West  Houston  street  (Block  No. 
528,  Lot  Nos.  13,  28,  29,  30  and  31), 
Borough  of  Manhattan. 


cal.  no.  100-36-BZ — Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  .behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 
street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  OCTOBER  13,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

85-36-BZ. 

APPLICANT — Office  of  Henry  T.  Child,  for  Flatbush 
Savings  Bank,  owner. 

PREMISES- — 2235-2247  Flatbush  avenue  and  1832  East 
48th  street,  northeast  corner  (Block  No.  8487,  Lot 
Nos.  1,  3  and  5,  Borough  of  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone 
resolution 
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TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (pre¬ 
viously  dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  calendar  September  15, 
1936). 

82-36-BZ. 

APPLICANT — William  Hoelze,  for  Hoelze  Realty  Corp., 
owner. 

PREMISES — 206-24  to  206-26  Northern  boulevard,  south 
side,  117  ft.  6  in.  east  of  206th  street  and  206-19 
45th  road,  north  side,  100  ft.  east  of  206th  street 
(Block  No.  3148,  Lot  Nos.  9)4,  59  and  CO),  Bay- 
side,  Borough  of  Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution 

TO  PERMIT  partly  in  a  business  use  district  and  partly  in 
a  residence  use  district  the  maintenance  of  a  lum¬ 
ber  storage  shed  and  planing  mill. 


OCTOBER  14,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  Octo¬ 
ber  14,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  i^ot  No.  29), 
Borough  of  Manhattan. 


cal.  no.  189-36-BZ — Application,  June  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  Richter,  applicant,  on  be¬ 
half  of  Solo  Linder,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station,  showroom,  auto¬ 
mobile  laundry,  brake  testing  station 
and  office;  premises  2994  Coney  Island 
avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  722  Banner  ave¬ 
nue,  southwest  corner  of  Guider  ave¬ 
nue  (Block  No.  7264,  Lot  No.  49), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  14,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36- A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon, 
October  14,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board: 


cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  5 1  st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  16,  1936,  10  A.  M. 

SPECIAL  MEETING 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  October 
16,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each— postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  SEPTEMBER  22,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage'and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  September  15,  1936  and  the  minutes 
of  the  regular  meeting  of  the  Board  held  on  Tuesday  af¬ 
ternoon,  September  15,  1936,  were  approved  as  printed  in 
Bulletin  No.  38,  Vol.  XXI. 


BUILDING  ZONE  CASES 

1 18-36-BZ. 

APPLICANT — Carl  Bach,  for  Estate  of  Edward  Bach, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 242-252  St.  Nicholas  avenue, 
northeast  corner  of  West  122nd  street  and  2271- 
2281  Eighth  avenue,  northwest  corner  of  West 
122nd  street  (Block  No.  1949,  Lot  No.  29),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Abraham  Grenthal. 

For  Opposition  :  Philip  Kaplan. 

ACTION  OF  BOARD — Laid  over  to  October  14,  1936  at 
10  A.M.  upon  request  of  owner’s  attorney. 


100-36-BZ. 

APPLICANT — The  MacMurray  Holding  Corporation,  for 
Blervie  Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings),  under  sections  7-H  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  parking  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 135-137  West  51st  street,  north 
side  and  130-134  West  52nd  street,  south  side,  300 
ft.  east  of  Seventh  avenue  (Block  No.  1004,  Lot 
Nos.  13,  14,  50,  51  and  52),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  George  D.  Carrington. 

For  Opposition:  William  R.  Blendermann. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


99-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Peter  Dinnella, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings),  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 


trict  and,  also,  partly  in  an  “F”  area  and  partly 
in  a  “C”  area  district,  the  erection  and  mainte¬ 
nance  of  a  multiple  dwelling  not  conforming  with 
“F”  area  requirements. 

PREMISES  AFFECTED — 84-14  Forest  parkway  (83rd 
street),  west  side,  91.60  ft.  south  of  Park  lane 
south  (Block  No.  12,  Lot  Nos.  288,  325  and  327), 
Forest  Hills,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition :  George  C.  Buechner,  Homer  G. 
W’elch,  Aug.  C.  Schmidt  and  H.  W.  Crane. 

AC  1  ION  OF  BOARD — Application  withdrawn  on  request 
of  applicant,  petition  having  been  filed  with  the 
Board  of  Estimate  and  Apportionment  for  change 
of  zone. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


273-36-BZ. 

APPLIC  ANT — John  Eberson,  for  Queens — 73rd  Street 
Corp.,  owner. 

SUBJECT — Request  for  preferential  hearing — re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
under  sections  7-C  and  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the 
erection  of  a  building  to  be  used  for  motion  pic¬ 
ture  theatre  and  stores. 

PREMISES  AFFECTED— 73-01  to  73-09  37th  road  and 
37-55  73rd  street,  northeast  corner  (Block  No. 
1284,  Lot  Nos.  7,  9  and  11),  Jackson  Heights,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant :  Philip  Wellins  and  J.  Ruderman. 

AC  1  ION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  October  6,  1936  at 
10  a.m.  Applicant  to  notify  property  owners  in  the 
affected  area  by  registered  mail  not  later  than  Sep¬ 
tember  25,  1936.  Such  notice  to  include  instruc¬ 
tions  to  property  owners  that  objections  or  con¬ 
sents  shall  be  filed  with  the  board  not  later  than 
September  30,  1936. 

THE  VOTE  TO  GRANT  PREFERENTIAL  HEAR¬ 
ING— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


Adjourned,  10:35  A.M. 

Edward  V.  Barton,  Chief  Clerk. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  1 2c. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 

1100 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING 

TUESDAY  AFTERNOON,  SEPTEMBER  22,  1936 


I  resent .  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


& 


re 


BUILDING  ZONE  CASES 

935-19-BZ. 

APPLICANT— Sidney  L.  Strauss,  for  Firestone  Tire 
Rubber  Co.,  owner. 

SUBJECT  -Application  for  reopening — amendment  — 

application  (decision  of  commissioner  of  build- 
ings)  under  section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  district  the  ex¬ 
tension  of  an  existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair  shop,  in  a 
building  occupied  as  a  garage  and  gasoline  service 
station  previously  granted  by  the  board. 

PREMISES  AFFECTED — 1730-1750  Bedford  avenue, 
133-147  Empire  boulevard,  northwest  corner  and 
94-110  Sullivan  place  (Block  No.  1306,  Lot  No. 
49),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  October  6,  1936, 
at  10  a.m.  Applicant  to  notify  property  owners  in 
the  affected  area  by  registered  mail  not  later  than 
September  25,  1936.  Such  notice  to  include  in- 
sti uctions  to  property  owners  that  objections  or 
consents  shall  be  filed  with  the  board  not  later 
than  September  30,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  .  q 


262-32-BZ. 

APPLICANT— Edward  J.  Walsh,  for  Edward  J.  Walsh 
and  Mary  Walsh,  owners. 

SUBJECT— Application  for  reopening— extension  of  per¬ 
mit— re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  under  section  7f  of  the  building 
zone  resolution,  permitting  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — Southwest  corner  of  Wyona 
avenue  and  Willowbrook  road  (Block  No.  2099 

Lr0tr^T?S’  anc^  31),  Port  Richmond,  Borough 

of  Richmond. 

APPEARANCES—  . 

A^r^°~Applicant:  Edward  J.  Walsh. 

ACTIOA  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  October  6  1936 
at  10  a.m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

Negative  . 0 

Absent  . * "  . .  q 


590-29-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Rubel  Corpora¬ 
tion,  owner. 

SUBJECT  Application  for  reopening — amendment — new 
propos^ion— re  (decision  of  the  commissioner  of 
buildings)  under  sections  7h  and  21  of  the  building 


zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  use  of  a  plot  of  ground  for  the  parking 
°f  more  than  five  (5)  motor  vehicles 

PREMISES  AFFECTED-1032-1044  Myrtle  avenue,  south 
XtASJq?  t  'At11'  f^st  °f  Sumner  avenue  (Block 

appearances-  ' I4)-  Borough  of  Brooklyn- 

Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD— Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
er5  , Savage  and  Blum  and  Assistant  Chief 

Walsh  .  . 

Negative  . .  it 

Absent  . '  . .  q 


185-36-BZ. 

APPLICANT— Leo  Bradspies,  for  Estate  of  Newbold 
Morris,  owner;  Bank  of  New  York  and  Trust  Co 
trustees.  ’’ 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buddmgs)  under  sections  21  and  7h  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  maintenance  of  an  open  air  park- 

PREMISFVtAtFPFrT5,nre4hanufive  (S)  motor  chicles. 
rKVMJSES  AFFECTED— Northeast  corner  of  College 

avenue  and  East  165th  street  (Block  No.  2433 
APPEARANCES—  °Ugh  °f  Th'  Br°nX' 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  withdrawn  by  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  :  Chairman  Murdock,  Commission- 

ers  ,  ,vage  and  Blum  and  Assistant  Chief 
Walsh  .  4 

Negative  . ..!!!.!!.!.. .  n 

Absent  . ’  . .  g 


186-36-BZ. 

APPLICANT— Leo  Bradspies,  for  Estate  of  Newbold 
Morris,  owner,  Bank  of  New  York  and  Trust  Co 
trustees.  ’’ 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings),  under  sections  21  and  7h  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  maintenance  of  an  open  air  park- 
in§’  station  for  more  than  five  motor  vehicles 

PREMISES  AFFECTED— Northeast  corner  of  College 
avenue  and  East  167th  street  (Block  No.  2435  Lot 

.  No-  1).  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  withdrawn  by  writ¬ 
ten  request. 

THE  VOTE  TO  WITHDRAW— 

AffirmatiVe :  Chairman  Murdock,  Commission¬ 
er5  ,S,avaffe  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Negative  . .  n 

Absent  . "  .  q 


42-36-BZ. 

APPLICANT— David  Kaufman,  for  Hartsing  Realty  Cor¬ 
poration,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  petroleum  storage 
plant.  6 
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PREMISES  AFFECTED— 74-25  Almeda  avenue,  south 
side,  180  ft.  west  of  Barbadoes  drive  (Block  No. 
519,  Lot  No.  1),  Arverne,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  David  Kaufman  and  J.  Harten- 
stein. 

For  Opposition:  Mrs.  H.  C.  Grossman,  William 
R.  Lamb,  Mrs.  Harry  Quigley  and  Benjamin 
W.  Feldman. 

ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Savage  . 

Negative:  Chairman  Murdock,  Commissioner 

Blum  and  Assistant  Chief  Walsh . 

Absent  . 


1 

3 

0 


THE  RESOLUTION— 

(42-36-BZ) 

Whereas,  David  Kaufman,  for  Hartsing  Realty  Cor¬ 
poration,  owner,  filed  February  24,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a  petroleum 
storage  plant ;  Premises :  74-25  Almeda  avenue,  south  side, 
180  ft.  west  of  Barbadoes  drive  (Block  No.  519,  Lot  No. 
1),  Arverne,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  September  22,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Almeda  avenue,  Barbadoes 
drive  and  Burchell  avenue  are  all  in  a  business  district ; 
and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  January  22,  1936,  reads:  (App.  No.  2020/34), 
reads  * 

“1.  The  erection  of  a  plant  for  the  bulk  storage  of 
petroleum  within  a  business  district  is  contrary  to  sec¬ 
tion  4  of  the  building  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  155  ft.  on  Almeda  avenue  and  a  depth 
of  100  ft. — upon  which  it  is  proposed  to  erect  a  one-story 
structure  100  ft.  by  25  ft.  in  area  to  be  used  as  office, 
work  shop  and  4  car  garage  and  also  to  erect  upon  the 
remainder  of  the  plot  six  (6)  20,000  gallons  capacity  (a 
total  capacity  of  120,000  gallons)  tanks  located  above 
ground  for  the  storage  of  fuel  oil ;  and 

Whereas,  these  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board ;  and 

Whereas,  it  appeared  that  although  located  in  a  busi¬ 
ness  use  district  the  development  was  essentially  residential 
and  the  granting  of  this  application  would  affect  the  logical 
development  as  such ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  failed 
to  substantiate  his  basis  of  appeal  under  section  21,  in  the 
absence  of  any  proof  that  there  was  unnecessary  hardship 
to  prove  that  the  premises  could  not  be  used  for  conform¬ 
ing  zoning  uses. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereb\  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


500-28-BZ. 

APPLICANT — William  Shary,  for  Charles  Zenker, 
owner. 

SUBJECT — Application  for  Reopening — Extension  of 
Time — re  Application  (decision  of  the  commis¬ 
sioner  of  buildings)  under  sections  7c  and  21  of 
the  building  zone  resolution,  permitting  partly  in 
a  business  use  district  and  partly  in  an  unre¬ 
stricted  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 


PREMISES  AFFECTED  —  2801-2819  Bailey  avenue, 
northwest  corner  of  West  Kingsbridge  road 
(Block  No.  3264,  Lot  No.  30),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant :  William  Shary. 

ACTION  OF  BOARD — Application  reopened  and  time 

pytpn H  pH 

THE  VOTE  TO'  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(500-28-BZ) 


Whereas,  this  application  affecting  premises  2801-2819 
Bailey  avenue,  northwest  corner  of  West  Kingsbridge  road 
(Block  3264,  Lot  No.  30),  Borough  of  The  Bronx,  was 
granted  by  the  board,  January  22,  1935,  on  certain  condi¬ 
tions  and  applicant  requests  an  extension  of  time  to  com¬ 
plete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  January  22,  1935,  in  view 
of  statement  by  applicant  that  plans  have  been  filed  with 
and  approved  by  the  commissioner  of  buildings,  to  extend 
the  time  within  which  to  complete  the  work  to  within  one 
year  from  the  date  of  this  amended  resolution,  on  condi¬ 
tion  that  other  than  as  amended  herein,  all  requirements 
of  the  resolution  adopted  by  the  board  on  January  22, 
1935,  shall  be  complied  with. 


340-31-BZ. 

APPLICANT — Lama  and  Proskauer,  for  C.  &  M.  Holding 
Corporation,  owner. 

SUBJECT — Applicaton  for  reopening — Amendment  and 
extension  of  time — re  Application  (decision  of  the 
superintendent  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED— 2402-2418  Cropsey  avenue, 
southwest  corner  of  24th  avenue  (Block  No.  6927, 
Lot  Nos.  47  and  48),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  time  extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION  AND  EX¬ 
TEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(340-31-BZ) 

Whereas,  this  application  affecting  premises  2402-2418 
Cropsey  avenue,  southwest  corner  of  24th  avenue  (Block 
No.  6927,  Lot  Nos.  47  and  48),  Borough  of  Brooklyn,  was 


1102 


MINUTES 


granted  by  the  board  July  22,  1932,  on  certain  conditions, 
time  extended  from  time  to  time  and  owner  requests  an 
amendment  to  the  resolution  and  extension  of  time. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its,  resolution  of  July  22,  1932,  so  that  as 
amended  the  resolution  shall  read : 

“Granted  under  section  21,  on  condition  that  the 
accessory  building  shall  be  located  along  the  rear  lot 
line  to  the  south,  as  indicated  on  revised  plan  marked 
‘Received  September  IS,  1936’;  that  elsewhere  on  the 
rear  lot  line  there  shall  be  a  masonry  wall  not  less 
than  5  ft.  in  height  continuously  from  24th  avenue  to 
Denyse’s  lane ;  that  the  accessory  buildings  and  ma¬ 
sonry  wall  shall  be  constructed  of  face  brick  or  brick 
stuccoed ;  that  there  shall  be  no  excavation  under  the 
accessory  building  except  the  pits  for  the  greasing 
racks;  that  the  entire  area  where  not  covered  by  ac¬ 
cessory  buildings  shall  be  cement  paved ;  that  there 
shall  be  erected  on  the  building  lines  of  Denyse’s  lane 
from  the  accessory  building  to  the  corner  of  Cropsey 
avenue,  a  concrete  curb  not  less  than  12  in.  in  width 
and  12  in.  in  height  with  no  opening  therein ;  that  a 
similar  curb  shall  be  constructed  on  the  building  line 
of  24th  avenue;  that  along  Cropsey  avenue  there  shall 
be  constructed  a  concrete  curbing  not  less  than  12  in. 
in  width  and  5  in.  in  height  with  rounded  top  with 
not  over  three  openings  therein,  each  opening  not  to 
exceed  25  ft.  in  width  and  no  part  of  any  opening 
nearer  than  5  ft.  to  the  corners  formed  by  Cropsey 
avenue  and  Denyse’s  lane  and  Cropsey  avenue  and 
24th  avenue  and  no  part  of  any  opening  nearer  to 
any  other  opening  than  25  ft. ;  that  the  curb  cuts  op¬ 
posite  these  openings  shall  not  exceed  30  ft.  in  width; 
that  the  accessory  building  shall  be  not  over  one  storv 
in  height  and  shall  be  constructed  of  fireproof  mate¬ 
rials,  except  that  the  roof  beams,  roof  boarding,  win¬ 
dow  frames  and  sash  and  door  frames  and  doors  may 
be  of  wood,  provided  the  ceilings  throughout  are  fire- 
retarded  in  accordance  with  the  rules  of  the  Board 
of  Standards  and  Appeals  and  the  roof  is  weather¬ 
surfaced  with  non-inflammable  material ;  that  the 
greasing  section  shall  have  no  doors,  unless  approved 
mechanical  ventilation  is  provided ;  that  gasoline  pumps 
shall  not  be  erected  nearer  than  10  ft.  to  street  build¬ 
ing  lines;  that  advertising  shall  be  confined  to  the 
illuminated  globes  of  the  gasoline  pumps  and  to  flat 
signs  attached  to  the  facade  of  the  accessory  build- 
mg,  prohibiting  all  roof  signs  and  signs  of  a  tem- 
porary  nature,  but  permitting  the  erection  within  the 
building  line  at  the  street  intersections  of  post  stand¬ 
ards  to  carry  a  sign  which  may  be  illuminated,  adver¬ 
tising  only  the  brand  of  gasoline  on  sale,  provided 
such  sign  does  not  extend  beyond  the  building  line 
for  a  distance  of  more  than  5  ft.;  that  there  shall  be 
no  portable  gasoline  pumps  maintained  or  operated 
on  or  from  the  premises;  that  no  automobile  re¬ 
pairing  shall  be  carried  on  and  no  parking  or  storage 
of  cars  other  than  those  being  serviced;  that  all  per¬ 
mits  shall  be  obtained  and  all  work  completed  within 
one  year  from  the  date  of  this  amended  resolution.” 


1066-25-BZ. 

APPLICANT — Roland  Lievendag,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
—re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
alteration  of  a  garage  for  more  than  five  (5) 
motor  vehicles  (with  permit  for  sale  of  gasoline) 
which  was  granted  by  the  board  on  March  30, 
1926  (and  extended  into  the  residence  district  un¬ 
der  Cal  No.  74-28-BZ),  so  as  to  form  an  alcove 
gasoline  station. 

PREMISES  AFFECTED  —  Northwest  corner  of  46th 
(Queens)  avenue  and  164th  (24th)  street  (Block 


No.  5442,  Lot  No.  81),  Flushing,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Roland  Lievendag. 

AC1  ION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . 0 

THE  VOTE  TO  EXTEND  TIME— . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . ’  .  g 

Absent  .  g 

THE  RESOLUTION— 

(1066-25-BZ) 

V  hereas,  this  application  affecting  premises  northwest 
corner  of  46th  avenue  (Queens  avenue)  and  164th  street 
(24th  street),  (Block  No.  5442,  Lot  No.  81),  Flushing  Bor- 
ough  of  Queens,  was  granted  by  the  board,  March  30, 
.6,  amended  to  extend  garage  into  a  residence  use  dis- 
under  Cal.  No.  74-28-BZ,  amended  further  July  16, 
193d  and  September  10,  1935,  and  applicant  requests  an 
extension  of  time. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  September  10,  1935,  only 
so  far  as  it  has  reference  to  obtaining  permits  and  com¬ 
pleting  the  work,  so  that  as  amended  this  portion  of  the 
resolution  shall  read  : 

that  all  permits  for  the  alteration  work  involved  in 
this  resolution,  as  amended  July  16,  1935  and  Sep¬ 
tember  10,  1935,  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution,  on  condition  that  other  than  as  amended 
herein,  the  resolutions  adopted  by  the  board  under 
Cal.  Nos.  1066-25-BZ  and  74-28-BZ  shall  be  complied 
with  in  all  respects.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

198-36- A. 

cnmiSriN,?~Leo  Bradspies,  for  John  Fox,  lessee. 

"  CBJ ELI— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 4498  Park  avenue  and  449 
East  182nd  street,  northwest  corner  (Block  No 

APPEARANCES-0'  U’  B°r°Ugh  °f  The  Bronx- 

For  Applicant :  Leo  Bradspies  and  Jonas  Adler. 
For  Opposition :  Earl  Gallant,  Jay  McDonald,  Ella 
Daly  and  Frances  L.  McArdle. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  at 
2  p.m.  to  submit  affidavits  and  for  inspection  by  a 
committee  of  the  board.  No  further  argument. 


209-36-A. 

APPLICANT — Edward  Voudy,  lessee. 

SUBJECT-  Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 513-517  Ralph  avenue  east 
side  25  ft.  south  of  Park  place  (Block  No.  1466 
Lot  No.  10),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Abraham  Brodsky.  . 

For  Administration:  Paul  Friedman,  Department 
of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  at 
2  p.m.  on  written  request  of  attorney  in  opposition. 
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218-36-A. 

APPLICANT-^Charles  Schneiweiss,  lessee. 

SUBJECT— Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED  —  979-989  Clarkson  avenue, 
northeast  corner  of  Remsen  avenue  (Block  No. 
4626,  part  of  Lot  No.  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Milton  Fuchs. 

For  Administration :  Paul  Friedman,  Department 
of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  at 
2  p.m.  on  written  request  of  attorney  in  opposition. 


235-36-A. 

APPLICANT — Wm.  A.  Zwicke,  for  Brown  Bros.,  Harri- 
man  &  Co.,  lessees. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 59-75  Wall  street,  southeast 
corner  Hanover  street  (Block  No.  27,  Lot  Nos. 
9  and  17),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Wm.  A.  Zwicke. 

For  Administration,  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  at 
2  p.m.,  applicant  to  obtain  further  information  re¬ 
lative  to  shutters. 


262-36- A. 

APPLICANT — Joseph  A.  Marck  for  Nellie  Hyland,  lessee. 
SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 154-34  Riverside  drive  south- 
side,  465.69  ft.  northeast  of  Seventh  avenue  (Block 
No.  4543,  Lot  No.  7),  Beechhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Joseph  A.  Marck  and  Nellie  Hy¬ 
land. 

ACTION  OF  BOARD— Laid  over  to  September  29,  1936, 
at  2  p.m.,  for  inspection  by  board. 


1S4-35-A. 

APPLICANT — E.  K.  Hiles,  for  Gulf  Oil  Corporation, 
owner. 

SUBJECT — Application  reopened  September  15,  1936 — re 
Appeal  from  a  decision  of  the  fire  commissioner. 
PREMISES  AFFECTED — 376-412  Maspeth  avenue,  south 
side,  430  ft.  east  of  Gardner  avenue  (Block  No. 
2928.  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  E.  K.  Hiles. 

For  Administration:  Paul  Friedman,  Department 
of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  September  29,  1936, 
at  2  p.m.,  on  request  of  appellant. 


267-36-A. 

APPLICANT — Jack  Lublinsky,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 646-720  Van  Siclen  avenue, 
northwest  corner  of  Hegeman  avenue  (Block  No. 
4304,  Lot  No.  T2),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Administration:  Paul  Friedman,  Department 
of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936  at 
2  p.m.  on  written  request  of  attorney  in  opposition. 


268-36-A. 

APPLICANT — Gasper  Bianco,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 601-11  Sheffield  avenue,  north¬ 
east  corner  of  Livonia  avenue  (Block  No.  3805, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Administration :  Paul  Friedman,  Department 
of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  at 
2  p.m.  on  written  request  of  attorney  in  opposition. 


269-36- A. 

APPLICANT — Harry  Cowen,  lessee. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 53-59  Chester  street,  east  side, 
120  ft.  north  of  Pitkin  avenue  (Block  No.  3499, 
Lot  Nos.  8,  10  and  12),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Administration:  Paul  Friedman,  Department 
of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  at 
2  p.m.  on  written  request  of  attorney  in  opposition. 


270-36-A. 

APPLICANT — Samuel  Karpoff,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 934-942  Halsey  street,  south 
side,  189  ft.  east  of  Saratoga  avenue  (Block  No. 
1495,  Lot  No.  16),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  Brodsky. 

For  Administration:  Paul  Friedman,  Department 
of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  6,  1936,  2 
p.m.  on  written  request  of  attorney  in  opposition. 


275-36-A. 

APPLICANT — G.  R.  Fellows,  for  27  West  57th  Street 
Corp.,  owner. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 27  West  57th  street,  north 
side,  40  ft.  east  of  Sixth  avenue  (Block  1273,  Lots 
Nos.  17  and  18),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Fred  J.  Miller. 

For  Administration :  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . . .  0 


226-36-A. 

APPLICANT — Joseph  W.  Viner,  for  The  International 
Printing  Ink  Corp.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commission¬ 
er — re  certificate  of  approval  for  combustible  mix¬ 
ture  known  as  “SprayOmatic  Solution  No.  11.” 
APPEARANCES— 

For  Applicant :  Joseph  W.  Viner. 

For  Administration :  Mr.  Meyer,  Fire  Department. 
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ACTION  OF  BOARD — Appeal  denied.  Neeativp 

THE  VOTE  TO  GRANT—  Abfent  .  0 

Affirmative  .  0  -ttjtt  Dl-c/^  .  d 

Negative:  Chairman  Murdock,  Commission-  I  HE  RESOLUTION — 

ers  Savage  and  Blum  and  Assistant  Chief  (265-36-A) 

AhsemalSh  .  a  r  ^T^^°nia  FFe  Frevention  Eng.  Company,  for 

.  0  E‘  Chapal  Freres  Cie,  Inc.,  owner,  filed  September  10 

THE  RESOLUTION-  “  aPPeal.  from  an  order  of  the  commissioner  of 

(226-36- A)  ^Tft^fW^ui68-72  Sanford  street'  west 

.  Whereas,  Joseph  W  Viper,  for  The  International  Print-  of  Lot  1)  '  Borough  <B'°Ck  ^ 

ing  Ink  Corp.,  owner,  filed  an  appeal  from  an  order  of  the  Whereas  the  order  „fTy  ’  •  • 

fire  commissioner  denying  the  application  for  a  certificate  No.  11703-LF datecl AueusM  l  i?%1SSK>?er  °  buildin&s’ 
of  approval  for  combustible  material  known  as  SprayO-  “1  Provide  1  i’  1936’  I-ead?  follows  : 

matic  Solution  No.  11;  and  '  approved  fireproof  windows  or  iron 

Whereas,  the  order  of  the  fire  commissioner,  No.  2237-  storv  which  Vre0 dS8? -m  **!?•  exte,nor  wal1  above  1st 

LC,  dated  July  9,  1936,  reads  as  follows:  frnl  d  m  a  dlr,ect  hne  less  than  30  ft. 

“In  reference  to  your  application  for  a  certificate  same  nlL P  ^  any  9ther  building  and  not  in  the 

of  approval  for  a  combustible  mixture  known  as  than  SO  ff  Said  °Pe7,1r gS  and  whlch  are  not  more 

‘SprayOmatic  Solution  No.  11/  I  regret  to  inform  you  and  west  sides  nf  l  n1e!ghborinS  ,roof  at  north,  south 

that  your  application  for  such  certificate  is  disapproved  firm  ss  L,  .  b^ldmg’.0,r  other  approved  protec- 

for  the  reason  that  your  suggestion  to  omit  the  cau-  Ordinance „Sectlon  375’  article  18,  chapter  5,  Code  of 

ti°n  ‘Caution— COMBUSTIBLE  MIXTURE’  from  the  and  d 

label  that  is  used  to  identify  your  product  is  contrary  Whfrfas  tlm  u-  l. 

to  the  requirements  of  section  141-2,  chapter  10,  code  is  located  in  „  ?g;  ";hlch  was  erected  prior  to  1916, 

of  ordinances.  ,  ocated  in  an  unrestricted  use  district  and  is  of  ordinary 

You  are,  therefore,  hereby  informed  ^  construction,  60  ft.  by  130  ft.  in  area,  four  stories 

(1)  Comply  with  the  provisions  of  section  141-2,  vara„t  Z  i  rheigbt ;  equipped  with  a  sprinkler  system 
chapter  10,  Code  of  Ordinances— OR— withdraw  your  knitting  f°/  the  fourth  floor.  which  is  occupied  for 

application  for  certificate  of  approval.  \AJg  °*  sweaters,  20  persons;  and 

Note:  An  appeal  if  any,  from  this  determination,  0upsSfnnthe  applicant  contends  that  the  premises  in 
if  taken  must  be  filed  with  the  Board  of  Standards  ?“  6  °f  a  gr,oup  of  buildings  erected  from  forty 

and  Appeals  within  30  days  from  date.’’  ,,  hJty  yfars  a&°  and  have  apparently  been  satisfactory  to 

and  all  departments  having  jurisdiction  since  that  time  The 

Whereas  the  applicant  contends  that  SprayOmatic  so-  on,  w.hich  the  department  has  based  this  order 

lution  No.  11  is  manufactured  by  the  Ault  &  Wiborg  Cor-  all  from  buddings  in  the  same  group,  under  the  same 

poration  of  Cincinnati  for  the  International  Printing  Ink  “wnership  and  all  are  interconnected  and  they  are  all  nrn- 

Corporation  and  sold  under  the  latter’s  labels  to  various  tec,,  by  an  automatic  sprinkler  system  fed  from  a  20  000 

printers  m  New  York  City.  It  is  shipped  direct  to  the  gallon  gravity  tank  and  two  (2)  6-in.  connections  to  the 

customers  m  5  gallon  metal  cans  or  55  gallon  steel  drums.  C1fty  main>  oner  of  which  is  on  Willoughby  avenue  and  he 

It  is  a  solution  of  gum  arabic  in  water  with  20  per  cent  othe^  on  Sanford  street.  The  sprinkler  system  is  suner! 

of  grain  alcohol  used  to  precipitate  the  gum  in  the  water;  vised  with  central  office  connections  so  that  should  a  hear! 

aild  g°  ??  m  anyJ-°ne  of  these  buildings  the  fire  department 

Whereas,  applicant  contends  that  this  solution  should  d  immediately  respond.  These  buildings  are  also 

not  be  considered  a  fire  hazard  and  requests  permission  aS  one •  slnSle  r'sk  by  the  New  York  Fire  Insurance 

to  leave  the  words  ‘CAUTION— COMBUSTIBLE”  off  geJ  that  f  the  buildings  which  the  department  has 

he  package  because  of  the  need  to  explain  to  each  cus-  as„  form>nff  the  exposures  at  the  north  and 

tomer  why  these  words  are  used  and  the  necessity  for  ^°“th,  ,  a11, wmdows  which  face  the  premises  under 

each  customer  securing  a  permit  for  its  use;  and  dppe,aI  P™tected  now  with  fireproof  windows  Also  the 

•  Whereas,  it  appears  that  the  flash  point  of  this  mixture  are  ZZtJZ*  T  the  premises  under  appeal 

is  below  the  limit  set  by  the  code  of  ordinances;  and  J X«P  -n?  d  m  fii:?proo£  windows  on  all  three  (3) 

Whereas,  the  board  deemed  that  there  was  no  hard-  from'  the  window,  f  ilnCS  ?Jn  from  4  ft  to  4  ft.  10  in. 

ship  or  practical  difficulty  in  complying  with  the  order.  ing  were  not' more' thiiTS) State  a!s°  that  i£  this  build- 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  n°t  in  any  case  apply  m  eig  1  tbis  order  could 

.»  affirmed,  and  the  appea,  be  and  i,  hereby  is  Kes^  that ^order  of  the  issioner  of  ^ 

265-36-A.  -  appeal^  be  ‘tMeS*^  %%% £  £*  & 

APPLICANT-Ansonia  Fire  Prevention  Engineering  th?ral«  ofThe  Board bof ‘?ine,d  in  accordance  with 

Company  for  C.  &  E.  Chapal  Freres  Cie  Inc^  entire  satisfactfon  of  the  admiSlw  l°  the 

owner.  ’  thPrp  sht.1l  ^  ,  r  ui  me  aammistrative  authority;  that 

SUBJECT— Appeal  Iron,  an  order  of  the  commissioner  of  awa  from  the  windlf  0“^°'  T"  fa"  5  .£t 

PREMISES  AFFECTED — 168-72  Sanford  street,  west  be  fireproof ^gSed^kh  wi^vl  by  this.order  shall 

side,  75  ft.  north  of  Willoughby  avenue  (Block  No.  ing  SaSford’  street) ,  Ind the^mdows^? aTioinin^T 

appea&e^  Lot  No- 

For  Applicant :  Herman  E.  Horwood  proof  windows  •  °ne‘story  extension  shall  be  fire- 

For  Administration :  Inspector  Daniel  S.  Carroll,  shall  be  allowed  that  is  Sra° hazm  floor,of.  building 

Department  of  Buildings  than  as  modifif.  i  i  •  c/ftra  hazaidous;  and  that  other 

tSe  VOT°eLBOARD-AI>1,“1  Sra"*'d  ~"®on.  and  ^  ^ 

Affirmative  :  Chairman  Murdock,  Commission-  — _ 

ers  Savage  and  Blum  and  Assistant  Chief  280-36-A. 

a  sh  .  4  APPLICANT—1 Terminal  Barber  Shops,  Inc.,  lessee. 
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SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 30-50  Church  street  (Block 

No.  61,  Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  M.  W.  Freeman. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . 0 

THE  RESOLUTION— 

(280-36-A) 

Whereas,  the  Terminal  Barber  Shops,  Inc.,  applicant 
and  lessee,  filed  on  September  18,  1936,  an  appeal  from 
an  order  of  the  fire  commissioner,  affecting  premises  30-50 
Church  street  (Hudson  Terminal  Building)  (Block  No. 
61,  Lot  No.  1),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  2837- 
LC,  dated  August  7,  1936,  reads: 

“Before  a  permit  may  be  issued  for  your  refriger¬ 
ating  plant,  the  following  must  be  done : 

1.  Remove  water  cooler  containing  methyl  chlo¬ 
ride  from  Railroad  Terminal  or  replace  same  by  a 
non-inflammable  or  non-irritant  refrigerating  chemi¬ 
cal.  Section  217- (f) -3. 

It  is  unlawful  for  you  to  maintain  refrigerating 
plant  without  a  permit.  Please  notify  this  department 
when  this  order  has  been  complied  with.” 
and  _  . 

Whereas,  the  premises  consist  of  a  building  214  x  3o7 
ft.  in  area,  22  stories  258  ft.  in  height,  of  fireproof  con¬ 
struction,  erected  in  1908  and  used  since  then  as  follows : 
Cellar — operating  machinery  for  building  ;  Concourse — 
stores  and  entrances  to  terminal;  1st  Floor — same;  balance 
of  building — offices  ;  and 

Whereas,  the  applicant  contends  that  the  cooler  in  ques¬ 
tion  located  in  barber  shop  in  Concourse  contains  but  one 
pound  of  methyl  chloride  and  has  been  installed  more 
than  three  years ;  that  the  area  of  the  barber  shop  is  large 
enough  so  "that  if  the  entire  contents  of  the  refrigerator 
were  discharged  into  the  room  no  harm  could  be  done. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
2837-LC,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  oranted.  permitting  the  continued  use 
of  the  existing  water  cooler  in  the  barber  shop,  as  de¬ 
scribed,  on  condition  that  such  cooler  does  not  contain 
more  than  one  pound  of  methyl  chloride  and  that  adequate 
ventilation  shall  be  provided  at  all  times  while  the  barber 
shop  is  in  use. 


VARIATION  OF  LABOR  LAW 

806-24- S. 

APPLICANT — Bernhard  Neson  Realty  Corporation, 
owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Variation  of  the  labor  law  as  cited  in  orders  of 
the  commissioner  of  buildings. 

PREMISES  AFFECTED— 223  Duffield  street,  east  side, 
209  ft.  south  of  Willoughby  street  (Block  No. 
2077,  Lot  No.  12),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  L.  W.  Severy. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

( 806-24- S) 

Whereas,  this  application  affecting  premises  223  Duffield 
street,  east  side,  209  ft.  south  of  Willoughby  street  (Block 
No.  2077,  Lot  No.  12),  Borough  of  Brooklyn,  for  a  varia¬ 
tion  of  the  requirements  of  the  labor  law  was  granted  by 
the  board  July  29,  1924,  in  certain  conditions;  and 

Whereas,  the  order  of  the  fire  commissioner  dated 
April  17,  1924,  reads: 

“1.  Extend  the  interior  stairway  at  the  south  side  of 
building  to  the  roof  as  per  section  271  of  the  labor 
law. 

2.  Arrange  the  fire  escape  on  the  rear  of  the  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
openings  on  the  course  thereof  *  *  * 

Among  the  defects  noted  on  the  fire  escape  are  the 
following : 

Windows  in  course  not  fireproof,  not  self-closing. 

No  stairway  from  top  balcony  to  roof. 

No  stairway  from  lowest  balcony  to  ground. 

No  safe  passageway  to  street  from  termination. 

Stairway  connecting  balconies  at  3rd,  and  4th 

story  in  an  unsafe  condition,  requires  painting.” 

and 

Whereas,  the  resolution  of  the  board  adopted  July  29, 
1924,  reads : 

“ Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  from  the  requirements 
of  the  labor  law  and  that  the  petition  be  and  it  hereby 
is  granted  as  to  item  No.  1  and  No.  2  on  condition 
that  a  ladder  shall  be  provided  from  the  top  story  to  a 
scuttle  in  the  roof,  and  that  any  door  at  foot  of  said 
ladder  shall  be  removed,  that  a  gooseneck  ladder  shall 
be  provided  from  the  top  story  balcony  and  an  iron 
ladder  from  roof  of  the  extension  to  yard  of  property 
in  rear  in  the  same  ownership,  that  the  stairway 
between  the  3rd  and  4th  story  balconies  shall  be  made 
secure,  and  granted  so  long  as  conditions  as  to  occu¬ 
pancy  and  use  remain  unchanged.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
two  stories,  mezzanine  and  basement  in  height,  20  ft.  by 
90  ft.  in  area  on  the  1st  story,  and  20  ft.  by  40  ft.  in  area 
above,  occupied  as  a  factory  in  basement,  mezzanine  and 
1st  story  and  dwellings  above.  Exits  are  interior  wooden 
stairway  extending  from  basement  to  top  story  enclosed 
in  wood  stud  lath  and  plaster  partitions  with  wooden  doors 
at  openings,  a  fire  escape  on  the  rear  of  building  extend¬ 
ing  from  top  story  to  roof  of  basement  extension,  with 
non-fireproof  windows  along  the  course  thereof,  roof  of 
adjoining  building  to  south  is  at  same  level;  and 

Whereas,  it  appears  that  due  to  the  occupancy  of  the 
story  above  the  mezzanine  for  factory  work,  the  commis¬ 
sioner  of  buildings  has  issued  order  No.  9505  L.D.  1.  Ex¬ 
tend  interior  stairway  at  south  side  of  building  to  roof. 
9506  L.D.  1.  Arrange  fire  escape  on  the  rear  of  building 
so  that  same  confirm  to  section  273  and  2734  of  labor  law, 
etc.;  and 

Whereas,  it  appears  that  orders  No.  9507  L.D.  1,  9508 
L.D.,  9509  L.F.,  9510  L.D.,  9511  L.D,  9512  L.F.  have  been 
or  are  being  complied  with. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  29,  1924,  by  adding 
thereto  the  following : 

“That  in  the  event  that  the  area  shown  on  plans 
marked  ‘Received  July  16,  1924’  and  marked  ‘Plan 
1st  story’  with  an  area  of  approximately  600  square 
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feet  is  used  for  factory  purposes,  such  space  may  be 
so  used  on  condition  that  not  more  than  five  persons 
are  employed  thereon  at  work  for  a  factory  and  that 
all  other  requirements  of  the  resolution  adopted  by 
the  board  on  July  29,  1924  are  complied  with.’' 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
232-36- S  A. 

APPLICANT — David  Kaufman,  for  White  Heat  Oil 
Burner  Co.,  owner. 

SUBJECT — White  Heat  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant :  David  Kaufman. 

ACTION  OF  BOARD- — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


171-36-SA. 

APPLICANT — Mar-Coil  Heater  Co.,  owner. 

SUBJECT — Majestic  Pressing  Machine  Burner — approval 

of. 

APPEARANCES — 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  withdrawn  by  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


322-30-SA. 

APPLICANT — Braden  Engineering,  Inc.,  for  Aurisy  Oil 
Burner  Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment  of 
resolution  to  include  additional  name,  Braden  Au¬ 
tomatic  Fuel  Oil  Burner. 

APPEARANCES— 

For  Applicant:  Carl  Rix. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(322-30-SA) 


Whereas,  Braden  Engineering  Co.,  for  Aurisy  Oil 
Burner  Co.,  Inc.,  owner,  filed  May  9,  1930,  an  application 
with  the  Board  of  Standards  and  Appeals  for  approval 
of  device  known  as  the  Braden  Automatic  Fuel  Oil  Burner ; 
and 

Whereas,  this  device  was  submitted  to  the  fire  depart¬ 
ment  for  test  and  report,  and  the  report  of  the  acting 
chief  of  the  bureau  of  fire  prevention  dated  July  14,  1930, 
recommended  the  approval  of  the  device;  and 

Whereas,  this  device  was  approved  by  the  Board  of 
Standards  and  Appeals  July  IS,  1930,  on  certain  condi¬ 
tions  and  applicant  requests  permission  to  market  the  de¬ 
vice  under  the  name  Luxor  Heat  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  IS,  1930,  so  that  as 
amended  it  will  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Braden 
Automatic  Fuel  Oil  Burner  for  use  in  domestic  and 
commercial  installations  when  installed  in  accordance 
with  the  oil  burner  rules  of  the  Board  of  Standards 
and  Appeals  and  in  conformity  with  the  report  of  the 
chief  of  the  bureau  of  fire  prevention ;  that  this  de¬ 
vice  may  also  be  marketed  under  the  name  of  the 
Luxor  Heat  Oil  Burner,  on  condition  that  under 
whichever  name  marketed,  the  device  shall  bear  a 
label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  322-30-SA. 


Adjourned,  5:15  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each— postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Rpom  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c ;  by  mail  35c. 
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*CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Friday,  July  10,  1936,  as  they  appeared 
in  Bulletin  No.  29,  Vol.  21,  are  hereby  corrected  to  read 
as  follows: 

THE  RESOLUTION— 

(206-36- A) 

Whereas,  Samuel  Rosenblum,  for  175  Remsen  Corpora¬ 
tion,  owner,  filed  on  July  2,  1936,  an  appeal  from  decisions 
of  the  commissioner  of  buildings,  affecting  premises  332- 
334  Pearl  street,  west  side,  130  ft.  1  in.  north  of  Myrtle 
avenue  (Block  No.  140,  Lot  Nos.  25  and  26),  Borough  of 
Brooklyn ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  June  29,  1936,  as  revised  by  the  decision,  dated  July 
8,  1936  and  July  9,  1936,  in  acting  on  revised  plans  filed 
with  Alt.  App.  7595-1936,  reads: 

“July  8,  1936— M.D.L. 

24.  Room  cannot  extend  more  than  30  ft.  from  front 
or  rear  wall  without  intervention  of  a  court  as  per 
Sec.  29. 

“July  9,  1936 — (Construction). 

2.  Comply  with  Section  72,  Par.  1-c,  fireproof  build¬ 
ing  required.” 

and 

Whereas,  the  buildings,  which  were  erected  in  1898,  are 
located  in  an  unrestricted  use  district  and  are  of  ordinary 
brick  construction,  50  ft.  by  82  ft.  6  in.  in  area,  5  stories 
(58  ft.)  in  height,  will  be  occupied  as  follows:  Cellar — 
boiler  room  and  storage — no  persons;  1st  floor — open 
dormitory,  31  persons ;  2nd  to  5th  floors — open  dormitories, 
62  persons  each ;  and 

Whereas,  the  premises  consist  of  two  old  law  tenement 
houses,  which  it  is  proposed  to  convert  into  a  Class  “B” 


♦Correction — Words  “providing  a  new  fireproof  stairway 
5  ft.  6  in.  wide,  enclosed  in  brick  with  fireproof  doors  on 
the  openings”  changed  to  read  “providing  new  fireproof 
stairways  enclosed  with  brick  walls  and  fireproof  doors  at 
the  openings”  in  lines  30,  31  and  32  of  resolution. 


multiple  dwelling  (lodging  house)  with  a  total  of  nine  (9) 
open  dormitories,  by  fireproofing  the  first  floor  with  steel 
beams  and  concrete,  providing  new  fireproof  stairways, 
enclosed  with  brick  walls  and  fireproof  doors  at  the  open¬ 
ings  ;  two  (2)  new  fire-escapes  on  the  rear  with  a  fireproof 
passageway  direct  to  the  street ;  and 

Whereas,  the  applicant  contends  that  section  72,  1-c  of 
the  building  code  only  requires  that  the  building  be  fire¬ 
proof  when  it  is  over  40  ft.  in  height  and  has  more  than 
fifteen  (15)  sleeping  rooms;  this  building  will  have  less 
than  fifteen  (15)  sleeping  rooms  and  as  a  Class  “B”  mul¬ 
tiple  dwelling  can  be  erected  75  ft.  in  height  without  being 
made  fireproof ;  and 

Whereas,  the  applicant  further  contends  with  respect  to 
objections  21,  24  and  25,  as  cited  in  the  decision  of  the 
commissioner  of  buildings,  dated  June  29,  1936,  that  it  is 
the  owner’s  intention  to  comply  fully  with  all  of  the  re¬ 
quirements  of  the  Multiple  Dwelling  Law  for  a  new 
building  hereafter  erected  and  modification  of  these  re¬ 
quirements  is  not  sought,  but  it  is  contended  that  these 
objections  do  not  apply  as  the  proposed  work  is  in  accord¬ 
ance  with  the  Multiple  Dwelling  Law;  and 

Whereas,  it  is  proposed  to  reconstruct  the  building  to 
comply  in  all  respects  with  the  requirements  of  the  Multi¬ 
ple  Dwelling  Law  for  a  Class  B  Multiple  Dwelling  here¬ 
after  erected ;  and 

Whereas,  the  provisions  of  the  building  code,  section 
72,  subdivision  C,  do  not  apply,  for  while  the  building  will 
exceed  40  ft.  in  height,  it  will  not  contain  15  sleeping 
rooms  and  accordingly  is  not  required  to  be  fireproof;  and 

Whereas,  the  Multiple  Dwelling  Law  is  silent  as  to  re¬ 
quirements  for  an  open  dormitory  in  a  Class  B  Dwelling. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted  as  to  Item  2  on  condition  that  the 
building  shall  comply  in  all  respects  with  the  requirements 
for  a  Class  B  multiple  dwelling  hereafter  erected  having 
less  than  15  rooms;  granted  as  to  Item  24  on  condition 
that  the  building  shall  be  occupied  as  a  Class  B  multiple 
dwelling  (lodging  house),  with  each  floor  used  as  an  open 
dormitory  without  rooms  or  cubicle  partitions. 


NOTICE 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 


APPROVED  APPLIANCES 

APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  .  81-20-SA 

Walworth  Company  .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1407-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech) . . .  53-21-SA 

Walworth  Company  .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .* .  15-31-SA. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
witii  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not.  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  "private  sewer’’  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  "house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Diameters 

Weights  per  Linear  Foot 
Standard  Extra  Heavy 

.  3  3/5 

5j4  pounds 

.  5  1/5 

9/2  pounds 

.  7 

13  pounds 

.  9 

17  pounds 

. 11 

20  pounds 

. 14 

27  pounds 

. 17 

33j/2  pounds 

. 23 

45  pounds 

. 33 

54  pounds 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra,  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  •  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
thickness  and  weight  per  linear  foot : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


\l/2  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2/  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3/t  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4 l/2  inches . . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


1/4  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2/4  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


1  Yi  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1/4  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2 }4  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3j4  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

Al/i  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Weights  per 

Diameters  Linear  Foot 


1  V\  inch  (for  flush  pipes  only) .  2l/2  pounds 

lj4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  Al/2  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
alter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

.  54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

.  61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  Ya  Inch  per  Foot  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1J4  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  V/t  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi- 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-li4  inch  branches  on  a  \/2  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

2  2  )nCh  branches  on  a  2  inch  main  branch. 

4- li^  I  mch  branches  on  a  2  inch  main  branch. 

5- 1  y2  |  inch  branches  on  a  2  inch  main  branch. 


Traps. 

.  99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided^ with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  wa'ste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table : 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

1  y2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (154)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(24)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (154)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  154  inches  in  diameter 
nor  larger  than  1J4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  Waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 


Traps  for  water-closets 
Traps  for  slop  sinks. . . . 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148..  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (34)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary ;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and.  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sew’er  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 

Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the.  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on.  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  V/i  inches. in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls,  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Diameters 


Weights  per 
Linear  Foot 


H 

inch 

V-2 

inch 

inch 

1 

inch 

m 

inch 

iy2 

inch 

2 

inch 

2/2 

inch 

3 

inch 

3^2 

inch 

4 

inch 

0.56  pound 
0.85  pound 
1.12  pound 

1.67  pound 
2.24  pounds 

2.68  pounds 
3.61  pounds 
5.75  pounds 
7.54  pounds 
9.00  pounds 

10.66  pounds 


No  pipe  allowed  of  less  than  jHs  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted.  , 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
?.ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter  Length  Burners 


inch .  26  feet  3 

Yz  inch .  36  feet  6 

y  inch .  60  feet  20 

1  inch .  80  feet  35 

1*4  inch .  110  feet  60 

1  y2  inch .  150  feet  100 

2  inch .  200  feet  200 

2 y2  inch .  300  feet  300 

3  inch .  450  feet  450 

Zy2  inch .  500  feet  600 

4  inch .  600  feet  750 


191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  y  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows: 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon- jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w’th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1/4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 

cement. 

1 -2*4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet.* 

.  During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (34)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2 J4) 
inches  of  1 :2)4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (%)  of  one  (1)  per  cent  of 
steel  mesh  ; 

(b)  Two  and  one-half  (2^4)  inches  of  1  :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations: 

.  (a)  One-half  (J4)  inch  plaster  boards,  or  three- 
eighths  (34)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (34)  inch  asbes¬ 
tos  ^oard  laid  with  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
wflh  Portland  cement  mortar  at  least  three-quarters 
(34)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
inetcil  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

.  RuIe  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
tfe*retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
o.r.oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  ( 16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(34)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (34)  inch  wood  sheathing,  one-half 
(lA)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams ; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (34)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  04)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  jacketed  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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BOARD  OF  STANDARDS  AND  APPEALS 

Appeals  front  Administrative  Orders 

132-36-A— 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36-A — 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A— 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2i4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

115-32-SA — Wayne  Domestic  Oil  Burner,  Model  Iv. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

117-34-S A— Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-S A— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA— N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA— Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 


144-36-SA- 

156-35-SA- 

158- 35-SA- 

159- 35-SA- 
163-35-SA- 

171-35-SA — 
189-35-SA — . 

207- 35-SA- 

208- 35-SA- 
216-35-SA- 

226-35-SA — 

229-35-SA- 
231-35-SA- 
238-35-SA- 

265- 35-SA- 

266- 35-SA — 

93-36- SA- 
KS-dh-SA- 
119-36-SA- 
191-36-SM- 

201- 36-SA- 

202- 36- S  A—1 


216-36-SA- 
219-36-SA- 

224-36- S  A — 1 


227-36-SA- 

232-36-SA- 


Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

•Gillespie  Elevator  Shaft  Door  Switch. 

-Easyway  Space  Heater,  Models  CRL19, 
CRN17,  CSP27,  and  CSP19. 

-Easyway  Water  Heater,  Models  H.W.l  and 
H.W.2. 

-United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

-Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

-Cole  Hot  Blast  Oil  Heater,  Model  915. 

-Oceco  Rotary  Pump  for  Petroleum  Products. 

-Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

•Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

■Hardinge  Gun  Type  Oil  Burner,  Model  25. 

Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

Gar  fire  Gun  (Fire  Extinguisher). 

French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

Kerogas  Bowl  Type  Oil  Space  Heater,  Models 
300,  305,  310,  315  and  320. 

Wicaco  Adjustable  Oil  Burner  Pump. 

-Cole  Draft  Governor. 

•Teesdale  Baramatic  Damper. 

-Carey  Rocktex  Insulating  Wool. 

-Quick  Heat  Pot  Type  Radiant  Heater,  Models 
316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

Quick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

-Orco-Richfield  Oil  Burner,  Model  A-l. 

Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Types),  Models  1P61,  1P62, 
1P91  and  1P92. 

-Ventalarm  for  Fuel  Oil,  Type  L. 

_ WVu 1 Oil  Hut 


i  t-n  p  r 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  September  29,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  288-36-BZ,  8-36- 
BZ,  282-27- BZ,  192-36-BZ,  45-36-BZ,  51-36-BZ  and 
283-36-A. 

Minutes  of  Regular  Meeting,  September  29,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  281-36-BZ,  284-36- 
BZ,  889-24-BZ,  279-35-BZ,  1305-25-BZ,  532-24-BZ,  309- 
28-BZ,  302-29- BZ,  803-26-BZ,  556-26-BZ,  258-36-A,  262- 
36-A,  184-35-A,  229-36-A,  190-36-S,  193-36-S,  243-36-SA, 
248-36-SA,  254-36-SA,  264-36-SA,  10-34-SA,  158-35-SA 
and  159-35-SA. 

Oil  Burner  Rules. 

Approved  Burners  for  Industrial  Use. 

Approved  Fuel  Oil  Pumps. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  October  5, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  October  13,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H  MURDOCK.  Chairman 
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CALENDAR 


DOCKET 


New  Cases  Filed  up 
Cal.  No.  Department 

285-36-BZ . D.B.Q . 


286-36-SA . F.D 


287-36-BZ . D.B.M . 


288-36- BZ . D.B.Bx 


289-36-BZ . D.B.R . 


to  September  30,  1936 
Premises  Affected 

.72-27  Cypress  Hills  street, 
northeast  side,  149.41  ft. 
south  of  Myrtle  avenue 
(Block  3600,  Lot  125),  Glen¬ 
dale,  Borough  of  Queens, 

Decision. 

.Oil  Industry  Laboratories 
Anti-Syphon  Oil  Check 
Valve,  Model  426, 

Appliance. 

101  East  109th  street  and 
1501  Park  avenue,  northeast 
corner  (Block  1637,  Lot  1), 
Borough  of  Manhattan, 

Applic.  213-36.  - 

.741-747  East  Tremont  ave¬ 
nue,  north  side,  100  ft.  east 
of  Clinton  avenue  (Block 
3093,  Lots  53,  54  &  55),  Bor¬ 
ough  of  The  Bronx, 

Alt.  416-36. 

.7  Androvette  street,  north¬ 
west  corner  of  Arthur  Kill 
road  (Block  7328,  Lot  1), 
Charleston,  Borough  of 
Richmond,  Alt.  621-36. 


D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Sept. 
Certificate  of  Occupancy,  approved 

forms  . . Aug. 

Concrete  Flat  Slabs,  Rules... . Sept. 

Concrete  Rules  (Hydrated  Lime) ..  .Sept. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . Sept. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Oct. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  .  Sept. 

Procedure,  Rules  of . Sept. 

Refrigerating  Systems,  Extract  C.O.Sept. 
Smoking  in  Factories,  Rules  for.... Sept. 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . Aug. 

Structural  Alterations,  Reporting. .  .June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks.  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


15,  1936— Vol.  21,  No.  37 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21,  No.  36 

29,  1936— Vol.  21,  No.  39 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 
8,  1936— Vol.  21.  No.  36 
1,  1936— Vol.  21,  No.  35 

14,  1936— Vol.  21,  No.  28 

29,  1936— Vol.  21,  No.  39 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

6,  1936 — Vcl.  21,  No.  40 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 

29,  1936— Vol.  21,  No.  39 

8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 

18,  1936— Vol.  21,  No.  33 
25,  1936— Vol.  21,  No.  34 

7,  1932— Vol.  17,  No.  23 
28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


290-36- A . D.B.B . 574  Saratoga  avenue,  west 

side,  192  ft.  north  of  Sut¬ 
ter  avenue  (Block  3514,  Lot 
63),  Borough  of  Brooklyn, 
Revocation  of  permit. 


291-36-A . D.B.B . 112  East  21st  street,  west 

side,  171  ft.  south  of  Caton 
avenue  (Block  5081,  Lot 
15),  Borough  of  Brooklyn, 
Applic.  15061-36. 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Oct. 

Fuel  Oil  Pumps . Oct. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Sept. 


5,  1935— Vol.  20,  No.  10 
29,  1936— Vol.  21,  No.  39 

1,  1936— Vol.  21,  No.  35 
26,  1936— Vol.  21,  No.  21 

6,  1936— Vol.  21,  No.  40 
6,  1936— Vol.  21,  No.  40 

26,  1935— Vol.  20,  No.  48 

1,  1936— Vol.  21.  No.  35 


CALL  OF  CLERK’S  CALENDAR 


292-36-A . D.B.B . 282-296  Chester  street,  west 

side,  180  ft.  north  of  Du¬ 
mont  avenue,  and  251-279 
Bristol  street  (Block  3559, 
Lots  39,  40,  41,  42,  43,  44 
&  45),  Borough  of  Brook¬ 
lyn,  Viol.  3403-36. 


Restored  to  Calendar 

889-24-BZ . D.B.B . 103-111  Underhill  avenue, 

east  side,  103  ft.  11J4  in. 
south  of  St.  Marks  avenue 
(Block  1153,  Lot  5),  Bor¬ 
ough  of  Brooklyn, 

Alt.  9659-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 


MONDAY,  OCTOBER  5,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

25-36-BZ. 

APPLICANT — Jane  Grillo,  owner. 

PREMISES — 1484  Coney  Island  avenue,  west  side,  440  ft. 
north  of  Avenue  L  (Block  No.  6536,  part  of  Lot 
No.  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  an  existing  garage  for  more  than  five  (5) 
motor  vehicles  to  garage  for  more  than  five  (5) 
motor  vehicles  and  repair  shop. 

109-36-BZ. 

APPLICANT — Joseph  M.  Baker,  for  Agnes  Spanos, 
owner. 

PREMISES— North  side,  183.9J4  ft.  east  of  31st  Drive 
(Block  No.  1679,  Lot  No.  44),  Elmhurst,  Borough 
of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


CALENDAR 


121-36-BZ. 

APPLICANT — Benjamin  Maksik,  owner. 

PREMISES — 2686-2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No.  4489,  part  of 
Lot  No.  5),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7(f)  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  district,  the  erection  and 
maintenance  of  an  open  air  dining  and  dancing 
pavilion,  and  also  the  parking  of  more  than  five 
(5)  motor  vehicles  (of  patrons). 


54-36-BZ. 

APPLICANT— Kadel,  Van  Kirk  &  Trencher,  for  B  &  S 
Gasoline  Stations,  Inc.,  owner. 

PREMISES— 2240-2250  Ocean  parkway  and  515-531 
Gravesend  Neck  road,  northwest  corner  (Block 

a  nnr  T  '»  Lot  No.  16),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7(a)  and  21  of  the  build¬ 
ing  zone  resolution, 

10  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  maintenance  of  a  gasoline 
service  station. 


159-36-BZ. 

APPLICANT — Frank  G.  Colgan,  for  Alurion  Realty 
Corp.,  owner. 

PREMISES — 245-259  West  41st  street,  north  side,  100  ft. 
east  of  Eighth  avenue  (Block  No.  1013,  Lot  No. 
3),  Borough  of  Manhattan. 

APPLICATION,  under  section  7(h)  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  retail  use  district,  the  use  and  mainte¬ 
nance  of  a  plot  of  ground  as  a  parking  space  for 
more  than  five  (5)  motor  vehicles  for  a  temporary 
period  of  two  (2)  years. 


151-36-BZ. 

APPLICAN1  Felix  J.  Wasselle,  for  Yosefa  Skowrunski 
owner. 

PREMISES — 439  Vermont  street,  east  side,  180  ft.  north 
of  Blake  avenue  (Block  No.  3774,  Lot  No.  10) 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  residence  building 
to  business  use  (store). 


180-36-BZ. 

APPLICANT — Joseph  T.  Hammer,  for  Margaret  V.  Mc¬ 
Cabe,  owner. 

PREMISES — 1938  Grand  Concourse,  east  side,  71.04  ft. 
south  of  East  178th  street  (Block  No.  2810,  Lot 
No.  5),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  an  existing  building  from  residence  use 
to  business  use  (undertaking  establishment). 

391-27-BZ. 

APPLICANT — Daniel  Marshall,  for  Sinclair  Refining 
Company,  lessee  (long  term  lease). 

PREMISES— 5214-5218  Broadway  and  89  West  225th 
street,  northeast  corner  (Block  No.  2215,  Lot  No. 
J06),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied  under  section  7-c). 

217-33-BZ.a 

APPLICANT — Benjamin  N.  Brody,  for  Helen  Schrage 
Lehman,  owner. 

PREMISES — 110-38  Springfield  boulevard  and  217-20  110th 
road  (Junior  place),  southwest  corner  (Block  No. 
2038,  part  of  Lot  No.  28),  Queens  Village,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied). 

16-36-BZ. 

APPLICANT — Albert  Goldhammer,  for  A.  F.  &  G.  Realty 
Corp.,  owner. 

PREMISES — North  side  of  Westchester  avenue,  from 
Leland  avenue  to  White  Plains  road  (Block  No. 
3880,  Lot  Nos.  1,  2,  3,  4  and  5),  Borough  of  The 
Bronx. 

APPLICATION,  under  sections  7(f)  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


OCTOBER  6,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
a  of  a  public  hearing  under  the  provisions 

of  the  building  zone  resolution,  Tuesday  morning,  October 
o,  1936,  at  10  o5clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  128-36-BZ  Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420.  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 


cal.  no.  111-36-BZ  Application,  April  25,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Guerino  Salerni,  applicant,  on  be¬ 
half  of  1776  Park  Avenue  Corporation, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station;  premises  76 
East  123rd  street  and  1768-1778  Park 
avenue,  southwest  corner  (Block  No. 
1748,  Lot  No.  21),  Borough  of  Man¬ 
hattan. 


cal.  no.  145-36-BZ  Application,  May  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  Katherine  Eckhardt,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  379  East  Gun 
Hill  road  and  3501  Webster  avenue, 
northwest  corner  (Block  No.  3356,  Lot 
/  No.  220),  Borough  of  The  Bronx. 
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cal  no  273-36-BZ— Application,  September  15,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution  of  John  Eberson,  applicant, 
on  behalf  of  Queens-73rd  Street  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  erection  of 
a  building  to  be  used  for  motion  pic¬ 
ture  theatre  and  stores ;  premises  73-01 
to  73-09  37th  road  and  37-55  73rd 
street,  northeast  corner  (Block  No. 
1284,  Lot  Nos.  7,  9  and  11),  Jackson 
Heights,  Borough  of  Queens. 

cal  no  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board ;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 

cal.  no.  262-32-BZ— Application  of  Edward  J.  Walsh,  ap¬ 
plicant,  on  behalf  of  Edward  J.  Walsh 
and  Mary  Walsh,  owners,  reopened 
September  22,  1936,  for  consideration 
of  extension  of  permit — re  Application, 
granted  under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  Southwest  corner  of 
Wyona  avenue  and  Willowbrook  road 
(Block  No.  2099,  Lot  Nos.  29,  30  and 
31),  Port  Richmond,  Borough  of  Rich¬ 
mond. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  6,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

251-36-A— 1796-1808  Broadway,  232-240  Central  Park 
South,  235-241  West  58th  street,  southeast 
corner  of  Broadway  and  Central  Park  South 
(Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 

198-36-A— 4498  Park  avenue  and  449  East  182nd  street, 
northwest  corner  (Block  No.  3038,  Lot  No.  1), 
Borough  of  The  Bronx. 

209-36-A— 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor- 
ough  of  Brooklyn. 

2 18-36- A— 979-989  Clarkson  avenue,  northeast  corner  ot 
Remsen  avenue  (Block  No.  4626,  part  of  Lot 
No.  37),  Borough  of  Brooklyn. 

235-36-A— 59-75  Wall  street,  southeast  corner  of  Hanover 
street  (Block  No.  27,  Lot  Nos.  9  and  17),  Bor¬ 
ough  of  Manhattan. 


236-36-A— Block  bounded  by  1st  avenue,  2nd  avenue,  43rd 

street  and  44th  street  (Block  No.  726,  Lot  No. 

1),  Borough  of  Brooklyn. 

267- 36-A— 646-720  Van  Siclen  avenue,  northwest  corner  of 

Hegeman  avenue  (Block  No.  4304,  Lot  No. 

12),  Borough  of  Brooklyn. 

268- 36- A— 601-611  Sheffield  avenue,  northeast  corner  of 

Livonia  avenue  (Block  No.  3805,  Lot  No.  1), 

Borough  of  Brooklyn. 

269- 36-A— 53-59  Chester  street,  east  side,  120  ft.  north  of 

Pitkin  avenue  (Block  No.  3499,  Lot  Nos.  8, 

10  and  12),  Borough  of  Brooklyn. 

270- 36-A— 934-942  Halsey  street,  south  side,  189  ft.  east 

of  Saratoga  avenue  (Block  No.  1495,  Lot  No. 

16),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Octo¬ 
ber  6,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  116-33-BZ— Application  of  Arthur  F.  Lamanda, 
applicant,  on  behalf  of  Katherine  Al¬ 
berti,  owner,  reopened  September  15, 
1936  for  consideration  as  to  extension 
of  time — re  Application,  granted  on 
condition,  under  sections  7e  and  21  of 
the  building  zone  resolution,  permitting 
in  a  business  use  district  the  extension 
of  an  existing  garage  for  more  than 
five  (5)  motor  vehicles  granted  by  the 
Board  under  Cal.  No.  304-30-BZ; 
premises  50-56  Downing  street  and  214- 
218  West  Houston  street  (Block  No. 
528,  Lot  Nos.  13,  28,  29,  30  and  31), 
Borough  of  Manhattan. 

cal.  no.  100-36-BZ— Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 
street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  OCTOBER  13,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

85-36-BZ.  i  I 

APPLICANT— Office  of  Henry  T.  Child,  for  Flatbush 
Savings  Bank,  owner. 

PREMISES— 2235-2247  Flatbush  avenue  and  1832  East 
48th  street,  northeast  tswner  (Block  No.  8487,  Lot 
Nos.  1,  3  and  5,  Borough  of  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone 
resolution 
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TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (pre¬ 
viously  dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  calendar  September  15, 
1936). 

82-36-BZ. 

APPLICANT — William  Hoelze,  for  Hoelze  Realty  Corp., 
owner. 

PREMISES — 206-24  to  206-26  Northern  boulevard,  south 
side,  117  ft.  6  in.  east  of  206th  street  and  206-19 
45th  road,  north  side,  100  ft.  east  of  206th  street 
(Block  No.  3148,  Lot  Nos.  9)4,  59  and  60),  Bay- 
side,  Borough  of  Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution 

TO  PERMIT  partly  in  a  business  use  district  and  partly  in 
a  residence  use  district  the  maintenance  of  a  lum¬ 
ber  storage  shed  and  planing  mill. 


OCTOBER  14,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  Octo¬ 
ber  14,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 


cal.  no.  189-36-BZ — Application,  June  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  Richter,  applicant,  on  be¬ 
half  of  Solo  Linder,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station,  showroom,  auto¬ 
mobile  laundry,  brake  testing  station 
and  office;  premises  2994  Coney  Island 
avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  722  Banner  ave¬ 
nue,  southwest  corner  of  Guider  ave¬ 
nue  (Block  No.  7264,  Lot  No.  49), 
Borough  of  Brooklyn. 


cal.  no.  194-36-BZ — Application,  June  24,  1936,  under  sec¬ 
tion  7a  of  the  building  zone  resolution, 
of  Jacob  Lustig,  applicant,  on  behalf  of 
Department  of  Hospitals,  City  of  New 
York,  owner  to  permit  in  a  business  use 
district,  as  an  accessory  to  a  hospital, 
the  alteration  and  extension  of  a  for¬ 
mer  stable  for  ambulances  (now  occu¬ 
pied  as  a  garage),  so  as  to  accommo¬ 
date  thirty-five  (35)  motor  vehicles 
(including  ambulances)  ;  premises  451 


Clarkson  avenue  and  south  side  of 
Winthrop  street,  between  New  York 
avenue  and  Albany  avenue  (Block  No. 
4829,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

cal.  no.  187-36-BZ — Application,  June  19,  1936,  under  sec¬ 
tion  7 a  of  the  building  zone  resolution, 
of  William  V.  McDevit,  applicant,  on 
behalf  of  Socony-Vacuum  Oil  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  busi¬ 
ness  use  district  the  alteration  and 
installation  of  a  lubritorium  unit  in 
an  existing  gasoline  service  station; 
premises  1190-1192  Bay  street  and  111- 
117  Hylan  boulevard,  northwest  cor¬ 
ner  (Block  No.  2850,  Lot  No.  32), 
Rosebank,  Borough  of  Richmond. 

cal.  no.  215-36-BZ — Application,  July  7,  1936,  under  sec¬ 
tion  21  of  tbe  building  zone  resolution, 
of  Abraham  J.  Halprin,  applicant,  on 
behalf  of  Cotan  Realty,  Inc.,  owner, 
to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use 
district  the  alteration  and  change  of 
occupancy  of  part  of  an  existing  mul¬ 
tiple  dwelling  from  residence  use  to 
business  use  (stores)  ;  premises  188- 
198  Parkside  avenue,  south  side,  81 
ft.  10)4  in.  east  of  Ocean  avenue 
(Block  No.  5054,  Lot  No.  11),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  288-36-BZ — Application,  September  24,  1936,  under 
sections  7 a  and  7c  of  the  building  zone 
resolution,  of  Leonard  A.  Swarthe, 
applicant,  on  behalf  of  B.  P.  M.  Realty 
Corporation,  owner,  to  permit  the  ex¬ 
tension  of  an  existing  business  build¬ 
ing  (stores)  from  a  business  use  dis¬ 
trict  to  a  residence  use  district ;  prem¬ 
ises  741-747  East  Tremont  avenue, 
north  side,  100  ft.  east  of  Clinton 
avenue  (Block  No.  3093,  Lot  Nos.  53, 
54  and  55),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  14,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36- A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

258-36- A — Transportation  of  Fuel  Oil  in  Trucks  in  New 
York  City. 

247-36-A — 27  Park  place  and  24-26  Murray  street  (Block 
No.  124,  Lot  No.  12),  Borough  of  Manhattan. 

276-36-A— 94  Bowery,  west  side,  50  ft.  8  in.  north  of  Hes¬ 
ter  street  (Block  No.  239,  Lot  No.  36),  Bor¬ 
ough  of  Manhattan. 

290-36-A— 475  Saratoga  avenue,  west  side,  192  ft.  north 
of  Sutter  avenue  (Block  No.  3514,  Lot  No. 
63),  Borough  of  Brooklyn. 

292-36-A — 282-296  Chester  street,  west  side,  180  ft.  north 
of  Dumont  avenue,  and  251-279  Bristol  street 
(Block  No.  3559,  Lot  Nos.  39,  40,  41,  42  and 
43),  Borough  of  Brooklyn. 
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Variation  of  Labor  Law 

193-36- S— 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon, 
October  14,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  26-36-BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  16.  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  October 
16,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  19,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

249-36-BZ. 

APPLICANT— Scacchetti  &  Siegel,  for  Steinberg  and 
Pokoik,  owners. 

PREMISES— 1197  Grand  Concourse  and  138-148  East 
167th  street,  southwest  corner  (Block  No.  2463, 
Lot  No.  46),  Borough  of  The  Bronx. 


APPLICATION,  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution 

TO  PERMIT  partly  in  a  residence  use  district  and  partly 
in  a  business  use  district  the  alteration  of  exist¬ 
ing  multiple  dwelling  and  stores  by  adding  six 
(6)  additional  stores  on  the  basement  story,  East 
167th  street  front  of  building. 

181-36-BZ. 

APPLICANT — Irving  Kirshenblit,  for  Joseph  Weiss  Co., 
Inc.,  owner. 

PREMISES — 1490-1498  Linden  boulevard,  south  side,  478 
ft.  4 y2  in.  east  of  Rockaway  avenue  (Block  No. 
3644,  Lot  No.  85),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution 

TO  PERMIT  the  extension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a  proposed 
gasoline  service  station. 

126-36-BZ. 

APPLICANT— City  Parking  Stations,  Inc.,  for  Chase 
National  Bank  of  the  City  of  New  York,  owner. 

PREMISES — 288-290  Madison  avenue,  west  side,  51.9  ft. 
north  of  East  40th  street  (Block  No.  1275,  Lot 
Nos.  16  and  17),  Borough  of  Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution 

TO  PERMIT  the  use  of  the  plot  for  the  parking  of  more 
than  five  (5)  motor  vehicles  in  a  retail  use  dis¬ 
trict. 

214-36-BZ. 

APPLICANT— Myles  Levinson,  for  Cooper  Chemists, 
Inc.  and  Ezra  Jaffe,  owners. 

PREMISES — 1512-1524  Bath  avenue,  southwest  corner 
of  Bay  10th  street  (Block  No.  6427,  part  of  Lot 
No.  39),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  fhe  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 

158-36-BZ. 

APPLICANT — Gustave  Lindell,  for  Kew  Club  Realty 
Corp.,  owner. 

PREMISES — 83-26  Austin  street,  south  side,  180  ft.  east 
of  Lefferts  boulevard  (Block  No.  3338,  Lot  No. 
25),  Kew  Gardens,  Borough  of  Queens. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  storage  and 
parking  of  more  than  five  (5)  motor  vehicles. 

256-36-BZ. 

APPLICANT — William  I.  Hohauser,  for  Marie  E.  Har- 
dart,  owner. 

PREMISES — 1109  Lexington  avenue,  east  side,  68.6  ft. 
north  of  East  77th  street,  and  153-157  East  77th 
street  (Block  No.  1412,  Lot  Nos.  20/2,  23,  23)4 
and  24),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  the  erection  of  a  business  building  ('theatre) 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district,  and  the  omission  of  the  re¬ 
quired  rear  yard. 

589-31-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Sona  Cooper- 
stein,  owner. 
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PREMISES — 159-01  to  159-07  114th  avenue  (Linden 
boulevard),  northeast  corner  of  159th  street,  and 
159-02  to  159-08  Meyer  avenue  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  July  14,  1936), 

TO  PERMIT  the  extension  in  area  of  an  existing  gaso¬ 
line  service  station  in  a  business  use  district,  pre¬ 
viously  granted  by  the  board. 

266-36-BZ. 

APPLICANT — Lama  &  Proskauer,  for  Frederick  Reiner, 
owner. 

PREMISES — Northeast  corner  of  Queens  boulevard  and 
Nassau  boulevard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part  of  Lot  No. 
21),  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  district. 

241-36-BZ. 

APPLICANT — George  A.  Voss,  for  Medical  Society  of 
the  County  of  Kings  and  Academy  of  Medicine 
of  Brooklyn,  Inc.,  owner. 

PREMISES — 1307-1311  Bedford  avenue  and  1214  Atlan¬ 
tic  avenue,  southeast  corner  (Block  No.  1200,  Lot 
No.  9),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 


OCTOBER  20,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Octo¬ 
ber  20,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  115-36-BZ — Application,  April  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Gustave  Goldman,  applicant,  on  be¬ 
half  of  George  Beaudry,  owner,  to  per¬ 
mit  in  a  business  use  district  the  use 
of  a  plot  of  ground  for  parking  more 
than  five  (5)  motor  vehicles  and,  also, 
automobile  wrecking;  premises  5283- 
5291  Kings  Highway,  east  side,  60  ft.  9 
in.  north  of  Preston  court  (Block  No. 
7949,  Lot  No.  20),  Borough  of  Brook¬ 
lyn. 

cal.  no.  223-36-BZ — Application,  July  14,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  John  Adikes,  applicant, 
on  behalf  of  Jamaica  Savings  Bank, 
owner,  to  permit  partly  in  an  unre¬ 
stricted  use  district  and  partly  in  a 
business  use  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles;  premises  91-11 
to  91-25  144th  place  and  144-01  to 
144-09  Archer  place  (avenue),  north¬ 
east  corner  (Block  No.  1033,  Lot  Nos. 
20  and  25),  Jamaica,  Borough  of 
Queens. 


cal.  no.  225-36-BZ — Application,  Scacchetti  and  Siegel,  ap¬ 
plicants,  on  behalf  of  The  North 
American  Holding  Corp.,  owner,  to 
permit  in  a  residence  use  district  the 
erection  of  a  six  (6)  story  multiple 
dwelling  with  business  use  (stores)  on 
the  first  story;  premises  1182-1196 
Grand  Concourse  and  180-188  East 
167th  street,  southeast  corner  (Block 
No.  2456,  Lot  Nos.  155  and  163),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  222-36-BZ — Application,  July  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Boochever,  McManus  and  Ostrow, 
applicants,  on  behalf  of  New  York 
Water  Service  Corporation,  owner,  to 
permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  steel 
tank  for  storage  of  water;  premises 
3402-3424  Foster  avenue,  south  side, 
540  ft.  west  of  East  37th  street  (Block 
No.  4982A,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  239-36-BZ — Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frackman  and  Robins,  appli¬ 
cants,  on  behalf  of  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  Northwest  corner 
of  Grand  Concourse  and  East  182nd 
street  (Block  No.  3163,  Lot  No.  40), 
Borough  of  The  Bronx. 

cal.  no.  281-36-BZ — Application,  September  18,  1936,  under 
sections  7b,  7c  and  21  of  the  building 
zone  resolution,  of  Thomas  W.  Lamb, 
Inc.,  applicant,  on  behalf  of  Enfants 
Real  Estate  Corporation,  owner,  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  alteration  of  an  existing  business 
building  so  as  to  include  a  theatre ; 
premises  1146-1148  Madison  avenue 
26-28  East  85th  street,  southwest  cor¬ 
ner  (Block  No.  1496,  Lot  No.  60), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  20,  1936,  2  P.  M. 

Variation  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 


OCTOBER  23,  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  October 
23,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 
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cal.  no.  284-36- BZ- 

—Application,  September  22,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  W.  T.  McCarthy,  applicant, 
on  behalf  of  House  of  St.  Giles  the 

Cripple,  owner,  to  permit  >  partly  in 
a  “C”  area  district  and  partly  in  an 
“E”  area  district  the  alteration  and 
extension  in  height  of  an  existing 
hospital  building,  and  the  erection  of 

additions  thereto  to  occupy  a  greater 
area  than  permitted  by  the  building 
zone  resolution ;  premises  1342-1350 
President  street  and  335-343  Brooklyn 
avenue,  southeast  corner  (Block  No. 
1285,  Lot  No.  7),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  SEPTEMBER  29,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  September  22,  1936  and  the  minutes 
of  the  regular  meeting  of  the  Board  held  on  luesday  af¬ 
ternoon,  September  22,  1936,  were  approved  as  printed  in 
Bulletin  No.  39,  Volume  XXI. 


BUILDING  ZONE  CASES 

288-36-BZ. 

APPLICANT— Leonard  A.  Swarthe,  for  B.  P.  M.  Realty 
Corporation,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7 a  and  7c  of  the 
building  zone  resolution,  to  permit  the  extension 
of  an  existing  business  building  (stores)  from  a 
business  use  district  to  a  residence  use  district. 

PREMISES  AFFECTED— 741-747  East  Tremont  ave¬ 
nue,  north  side,  100  ft.  east  of  Clinton  avenue 
(Block  No.  3093,  Lot  Nos.  53,  54  and  55),  Bor¬ 
ough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Leonard  A.  Swarthe. 

ACTION  OF  BOARD— Calendar  call  waived  and  set  for 
hearing  October  14,  1936  at  10  a.m.  Applicant 

to  notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  October  2,  1936. 

Such  notice  to  include  instructions  to  property 

owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  October  10,  1936. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


8-36-BZ. 

APPLICANT— J.  Sarsfield  Kennedy,  for  Brookmead 
Realty  Co.,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station  (previously  dismissed  for  lack  of  prose¬ 
cution;  reopened  and  restored  to  Calendar  June 
16,  1936). 

PREMISES  AFFECTED— 137-02  to  137-06  Jamaica  ave¬ 
nue,  southeast  corner  of  Van  Wyck  avenue  (Block 
No.  1018,  Lot  No.  1),  Jamaica,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Charles  Berlin,  J.  Sarsfield  Ken¬ 
nedy  and  Philip  Lille. 


For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative :  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(8-36-BZ) 


Whereas,  J.  Sarsfield  Kennedy  for  Brookmead  Realty 
Co.,  Inc.,  owner,  filed  January  20,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline  service 
station  premises:  137-02  to  137-06  Jamaica  avenue,  south¬ 
east  corner  of  Van  Wyck  avenue  (Block  No.  1018,  Lot 
No.  1),  Jamaica,  Borough  of  Queens;  and 
Whereas,  this  application  was  dismissed  for  lack  of 
prosecution  June  9,  1936  and  restored  to  calendar  by  vote 
of  the  board,  June  16,  1936;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  September  29,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jamaica  avenue  is  in  a  busi¬ 
ness  district ;  Van  Wyck  boulevard  is  in  a  business  and 
unrestricted  district ;  Clinton  place  is  in  an  unrestricted 
district  and  137th  street  is  in  a  business  district;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  January  6,  1936,  re  Applic.  No.  5048-36 
reads : 

“The  erection  of  a  gasoline  service  station  in  a  busi¬ 
ness  district  contrary  to  Art.  2  section  4  subd.  45  BZR. 
Not  further  considered.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  approximately  80  ft.  on  Jamaica  avenue 
and  109  ft.  on  Van  Wyck  boulevard.  It  is  proposed  to 
remove  the  building  now  on  the  site  and  to  install  on  the 
plot  a  one-story  structure  55  ft.  by  23  ft.  in  area  to  be 
used  as  grease  pits  and  office  and  to  install  also  the  neces¬ 
sary  tanks  and  pumps  for  a  gasoline  service  station;  and 
Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board  prior  to  the  hearing,  so  as  to  be 
informed  as  to  conditions;  and 

Whereas,  the  board  deemed  that  applicant  had  failed  to 
substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution  and  was,  therefore,  not  entitled 
to  relief. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 
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282-27-BZ. 

APPLICANT — Larry  Meltzer,  for  Lehigh  Garage  and 
Gas  Station,  Inc.,  lessee  (long  term  lease). 

SUBJECT — Application  reopened  July  10,  1936  (re  decis¬ 
ion  of  the  commissioner  of  buildings)  under  sec¬ 
tion  21  of  the  building  zone  resolution,  to  permit 
in  a  business  use  district  the  alteration  of  an  exist¬ 
ing  garage  and  gasoline  service  station  (previously 
granted  by  the  Board),  by  the  removal  of  parti¬ 
tions  and  the  incorporation  of  the  existing  store 
section  as  part  of  the  garage. 

PREMISES  AFFECTED — 200-208  East  111th  street  and 
2013-2025  Third  avenue,  southeast  corner  (Block 
No.  1660,  Lot  No.  45),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Larry  Meltzer. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(282-27-BZ) 

Whereas,  this  application  affecting  premises  200-208 
East  111th  street  and  2013-2025  Third  avenue,  southeast 
corner  (Block  No.  1660,  Lot  No.  45),  Borough  of  Man¬ 
hattan,  was  granted  by  the  board  March  6,  1928,  on  certain 
conditions;  and 

Whereas,  under  a  previous  Cal.  No.  1478-23-BZ,  the 
board  had  granted  a  variation;  permitting  the  erection  and 
maintenance  of  a  two-story  fireproof  garage  having  a 
frontage  of  100  ft.  on  3rd  avenue  and  110  ft.  on  E.  111th 
street  with  stores  on  the  3rd  avenue  frontage  and  show¬ 
rooms  on  the  3rd  avenue  frontage  2nd  story;  and 
Whereas,  the  owner  requested  an  amendment  of  the 
resolution  of  March  6,  1928,  to  permit  the  omission  of  the 
stores  and  the  extension  of  the  garage  use ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  September  29,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  April  16,  1936,  has  been  filed,  reading  as 
follows : 

“1.  Proposed  alteration  to  the  building  is  contrary 
to  the  Resolution  of  the  Board  of  Standards  and 
Appeals,  Calendar  No.  282-27  of  the  Building  Zone. 
In  any  event,  the  approval  of  the  Board  of  Standards 
and  Appeals  must  be  obtained  since  the  building  is 
located  in  a  business  district,  Article  No.  2,  Section 
.  No.  4  of  the  Zoning  Resolution.” 

Resolved,  that  the  resolution  adopted  by  the  board  on 
March  6,  1928  be  and  it  hereby  is  amended,  so  that  as 
amended  it  will  read : 

" Resolved ,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  application 
of  the  use  district  regulations  of  the  Building  Zone 
Resolution  and  that  the  application  be  and  it  hereby 
is  granted  on  condition  that  the  corner  formed  by  the 
intersection  of  111th  street  and  Third  avenue  of  these 
premises  not  exceeding  a  depth  of  35  feet  on  111th 
street  and  50  ft.  on  Third  avenue  shall  be  used  for 
public  gasoline  service  station  supply;  that  there  shall 
be  built  on  the  building  line,  a  concrete  curbing  not 
less  than  12  inches  in  height,  other  than  the  driveway 
for  service  of  the  cars ;  that  there  shall  be  no  portable 
gasoline  tank  operated  or  maintained  on  these  prem¬ 
ises  ;  that  the  gasoline  service  supply  shall  be  main¬ 
tained  and  operated  solely  within  the  property;  that 


there  shall  be  one  driveway  from  Third  avenue  and 
one  exit  to  East  111th  street  from  this  station;  that 
there  shall  be  no  grease  racks  or  crank  case  service 
racks  maintained  or  operated  within  this  gasoline 
service  station ;  that  in  the  event  the  owner  desires 
to  incorporate  as  a  part  of  the  garage  the  portion 
shown  to  be  occupied  as  stores  on  the  Third  avenue 
frontage  toward  the  south,  as  indicated  on  revised 
plan  marked  ‘received  June  16,  1936,’  alterations  may 
be  permitted  to  change  such  space  from  stores  to  a 
portion  of  the  garage  on  condition  that  the  store 
fronts  shall  be  entirely  removed  and  enclosing  walls 
with  windows  constructed  of  steel  frames  and  sash 
substituted  as  indicated  on  such  revised  plan ;  on  the 
further  condition  that  in  all  other  respects  the  require¬ 
ments  and  the  occupancy  permitted  in  the  resolution 
adopted  on  March  6,  1928  shall  be  complied  with ;  and 
that  any  other  permits  required  to  complete  this  alter¬ 
ation  shall  be  obtained  and  work  completed  within  one 
year  from  the  date  of  this  amended  resolution.” 


192-36-BZ. 


APPLICANT— Kaye,  Scholer,  Fierman  and  Hays,  for 
The  Marguerite  Corporation,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7 a  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis- 
trict  the  extension  of  an  existing  factory  building-. 
PREMISES  AFFECTED — 801  Bartholdi  street,  northeast 
corner  of  Barnes  avenue  (Block  No.  4633,  Lot 
No.  11),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Arthur  Kahr,  Thomas  Dunn, 
James  Carver. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  o 

Absent  . ’  o 


THE  RESOLUTION— 

(192-36-BZ) 

Whereas,  Kaye,  Scholer,  Fierman  and  Hays,  for  The 
Marguerite  Corporation,  owner,  filed,  June  23,  1936,  an 
application  under  the  building  zone  resolution  to  permit  in 
a  residence  use  district  the  extension  of  an  existing  factory 
building,  premises  801  Bartholdi  street,  northeast  corner 
of  Barnes  avenue  (Block  No.  4633,  Lot  No.  11),  Borough 
of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  September  29,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Barnes  avenue  is  in  a  resi¬ 
dence  and  business  district;  Bartholdi  street  is  in  a  resi¬ 
dence  district;  Magenta  street  is  in  a  residence  district 
and  Bronxwood  avenue  is  in  a  residence  and  business  dis¬ 
trict;  Gun  Hill  road  is  in  a  business  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  June  5,  1936,  re  Application  No.  236-1936, 
reads : 

“L  Proposed  extension  to  a  factory  building  in  a 
residence  district  is  contrary  to  the  provisions  of  the 
building  zone  resolution.” 

and 


Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  240  ft.  on  Barnes  avenue,  120  ft.  on 
Magenta  street  and  120  ft.  on  Bartholdi  street;  approx. 
40  ft.  to  the  east  of  the  Barnes  avenue  building  line  there 
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is  located  a  one  (clere)  story  brick  building  216  ft.  by 
50  ft.  in  area — occupied  for  the  manufacture  of  lace.  It 
is  proposed  to  erect  to  the  west  of  the  existing  factory 
building  a  two-story  non- fireproof  extension,  240  ft.  by 
30  ft.  in  area;  the  roof  of  the  2nd  or  top  story  of  the 
extension  to  be  approx.  13  ft.  above  grade;  it  is  proposed 
to  occupy  the  (proposed)  extension  for  washing,  dyeing 
and  drying  the  lace  manufactured  in  the  existing  building; 
and 

Whereas,  it  appears  that  this  building  and  premises  have 
been  occupied  for  factory  purposes  for  over  40  years ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  7(a)  of  the 
building  zone  resolution  and  was,  therefore,  entitled  to 
relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7(a),  to  permit  the  extension  of  the  existing  building  and 
the  existing  use  thereof,  as  indicated  on  plans  filed  with 
this  appeal,  on  condition  that  the  proposed  extension  shall 
be  of  fireproof  construction  and  shall  not  be  nearer  than 
10  ft.  to  the  building  line  of  Barnes  avenue ;  that  the  build¬ 
ing  shall  not  exceed  one-story  and  cellar  in  height,  as 
indicated ;  that  any  openings  in  the  brick  wall  between  the 
existing  factory  building  and  proposed  extension  shall  be 
protected  with  Underwriters’  labelled  fire  doors ;  that  the 
street  walls  of  the  extension  shall  be  constructed  with 
concrete  and  brick,  as  indicated,  and  that  all  windows  be 
of  fireproof  frames  and  sash  and  glazed  with  translucent 
glass;  that  there  shall  be  erected  along  the  areaway  re¬ 
taining  wall  a  substantial  steel  fence  constructed  of  sub¬ 
stantial  pickets  not  more  than  5  inches  on  centers ;  that  a 
steel  fence,  similar  to  the  areaway  fence  shall  be  con¬ 
structed  along  the  building  line  of  Magenta  street  and 
Bartholdi  street  and  a  heavy  woven  wire  fence  shall  be 
constructed  on  the  interior  lot  line  continuously  from 
Magenta  street  to  Bartholdi  street ;  that  the  building  shall 
in  all  respects  comply  with  all  laws  applicable  thereto ;  that 
there  shall  be  no  manufacturing  by  machine  in  the  pro¬ 
posed  extension ;  that  the  extension  shall  be  used  for 
washing,  dyeing,  drying  and  finishing  of  laces;  that  the 
areaway  shall  be  cemented  and  properly  drained ;  that 
working  drawings  shall  be  submitted  and  approved  by  the 
chairman  in  behalf  of  the  board  before  same  are  filed  with 
the  Commissioner  of  Buildings;  that  after  approval,  all 
permits  shall  be  obtained  and  all  work  completed  within 
one  year  from  the  date  of  this  resolution. 


45-36-BZ. 

APPLICANT — 4012  Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 1992-2016  Eastern  Parkway 
Extension  and  1924-1938  Broadway,  southwest 
corner  (Block  No.  1540,  Lot  No.  70),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Thomas  A.  Kane. 

For  Opposition:  Samuel  Tannenbaum,  A.  A.  For¬ 
man,  Jerome  Silberman,  L.  C.  Squire  and 


and  Abraham  Ludwig. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Absent  . ’ .  0 


THE  RESOLUTION— 

(45-36-BZ) 

Whereas,  4012  Corporation,  owner,  filed  February  28, 
1936,  an  application  under  the  building  zone  resolution  to 
permit  in  a  business  use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station,  premises  1992-2016 
Eastern  parkway  extension  and  1924-1938  Broadway,  south¬ 
west  corner  (Block  No.  1540,  Lot  No.  70),  Borough  of 
Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  September  29,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Eastern  parkway  is  in  a 
business  and  residence  district ;  Somers  street  is  in  a 
business  district ;  Broadway  is  in  a  business  district  and 
Stewart  street  is  in  a  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  29,  1936  re  N.  B.  Application  No.  8049- 
1935,  reads : 

“Proposed  gasoline  service  station  to  be  located  in 
a  business  use  district  is  contrary  to  Art.  II,  Sect.  4a 
of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  215  ft.  9  in.  on  East¬ 
ern  parkway,  260  ft.  9  in.  on  Somers  street  and  128  ft.  1  in. 
on  Broadway — upon  which  it  is  proposed  to  erect  a  one 
story  office,  auto  laundry  and  lubritorium,  approx.  50  ft. 
by  44  ft.,  irregular  in  area  and  also  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing,  inspected  these  premises; 
and 

Whereas,  the  Board  deemed  that  applicant  had  failed 
to  substantiate  his  basis  of  appeal  and  was  not  entitled 
to  relief  under  section  21  on  the  grounds  of  practical 
difficulty  and  unnecessary  hardship. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed,  and  the  application 
be  and  it  hereby  is  denied. 


51-36-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Isabelle  B.  Booth, 
owner. 

SUBJECT — Application  for  Reopening — Amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  sections  7e  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
more  than  five  motor  vehicles  and  also  a  gasoline 
service  station. 

PREMISES  AFFECTED— 153-02  Hillside  avenue  and  87- 
61  153d  street,  southeast  corner  (Block  No.  838, 
Lot  No.  13),  Jamaica,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  Alfred  H.  Eccles. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION— 

(51-36-BZ) 

Whereas,  this  application  affecting  premises  153-02  Hill¬ 
side  avenue  and  87-61  153rd  street,  southeast  corner  (Block 
No.  838,  Lot  No.  13),  Jamaica,  Borough  of  Queens,  was 
granted  by  the  board  June  9,  1936,  on  certain  conditions 
and  applicant  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  the  resolution  adopted  on  June  9,  1936,  so 
that  as  amended,  the  resolution  shall  read: 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  sections  7-E  and  21  thereof  for  a  term  of  ten 
years,  to  permit  the  premises  under  appeal  to  be  occu¬ 
pied  as  a  garage  for  more  than  five  motor  vehicles 
and  as  a  gasoline  selling  station,  on  condition  that  the 
present  dwelling  on  the  site  shall  be  entirely  removed 
and  the  plot  levelled  substantially  to  the  grade  of 
Hillside  avenue;  that  the  building  shall  not  exceed 
one  story  in  height  and  shall  be  constructed  substan¬ 
tially  of  the  design  and  arrangement  as  indicated  on 
plans  filed  with  this  application  except  that  the  acces¬ 
sory  building  may  be  25  feet  in  width  instead  of  35 
feet  as  shown;  that  it  shall  be  constructed  of  fireproof 
materials  except  that  the  roof  beams,  boarding,  ex¬ 
terior  doors  and  windows  may  be  of  wood,  providing 
the  ceiling  throughout  is  fire-retarded  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Appeals 
and  that  the  roof  is  weather  surfaced  with  non-inflam¬ 
mable  material ;  that  there  shall  be  no  lot  line  open¬ 
ings  to  the  adjoining  premises  to  the  south  and  east; 
that  the  boilerroom  shall  be  entirely  separated  from 
the  garage  portion  with  fireproof  construction  with 
fireproof  self-closing  door;  that  the  entire  area  where 
not  covered  by  the  accessory  and  garage  building  shall 
be  cement  paved ;  that  the  exposed  wall  of  the  existing 
one-story  taxpayer  on  the  balance  of  this  lot  to  the 
east  shall  be  faced  with  face  brick  to  match  the  garage 
building;  that  the  rear  lot  line  wall  to  the  south  shall 
also  be  of  face  brick  for  a  distance  of  30  feet  easterly 
from  the  building  line  of  153d  street;  that  gasoline 
pumps  erected  on  the  premises  shall  not  be  nearer 
than  15  feet  from  either  building  line ;  that  these 
pumps  shall  be  of  the  masonry  pedestal  design ;  that 
the  entrances  on  the  building  lines  to  the  plot  shall  be 
limited,  to  two  25-foot  entrances  from  Hillside  avenue 
and  one  twenty  foot  entrance  from  153d  street;  that 
curb  cuts  opposite  these  entrances  on  the  building  line 
shall  not  exceed  30  ft.  each  on  Hillside  avenue  and 


25  ft.  on  153d  street;  that  there  shall  be  constructed 
between  the  entrances  reinforced  concrete  curbing  not 
less  than  12  inches  in  width  and  5  inches  in  height 
with  rounded  top  cast  integral  with  the  cement  pav¬ 
ing;  that  no  entrance  shall  be  nearer  than  five  feet 
from  the  easterly  building  line  or  five  feet  from  the 
corner  formed  by  the  intersection  of  Hillside  avenue 
and  153rd  street;  that  signs  shall  be  restricted  to  the 
illuminated  globes  of  the  gasoline  pumps  and  to  a  flat 
sign  permanently  attached  to  the  garage  building,  pro¬ 
hibiting  any  roof  signs  or  signs  of  a  temporary  nature, 
but  permitting  the  erection  of  one  post  standard  within 
the  building  line  near  the  street  intersections  for  sup¬ 
porting  an  illuminated  sign  advertising  only  the  brand 
of  gasoline  on  sale,  providing  such  sign  does  not  ex¬ 
tend  beyond  the  building  line  more  than  five  feet ;  that 
no  automobile  repairing  shall  be  permitted  on  the 
premises  and  no  parking  of  cars  other  than  those  in 
the  garage  and  those  being  serviced ;  that  no  portable 
gasoline  pumps  shall  be  used  on  or  from  the  premises ; 
that  plans  shall  be  submitted  to  the  board  and  ap¬ 
proved  by  the  chairman  in  behalf  of  the  board  before 
submission  of  same  to  the  commissioner  of  buildings ; 
that  all  permits  required  shall  be  obtained  and  all 
work  involved  completed  within  one  year  from  the 
date  of  this  action ;  that  this  resolution  shall  be  made 
a  part  of  any  lease  entered  into  for  the  premises. 


283-36-A. 

APPLICANT — Edward  H.  Kearney,  for  Charivers  Pro¬ 
ductions,  Inc.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1234-1236  Sixth  avenue,  55-67 
West  48th  street  and  58-74  West  49th  street  (Block 
No.  1264,  Lot  No.  5),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appeal  withdrawn  upon  written 
request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


Adjourned,  12:15  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  SEPTEMBER  29,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

281-36-BZ. 

APPLICANT — Thomas  W.  Lamb,  Inc.,  for  Enfants  Real 
Estate  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7b,  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 


business  use  district  and  partly  in  a  residence  use 
district  the  alteration  of  an  existing  business  build¬ 
ing  so  as  to  include  a  theatre. 

PREMISES  AFFECTED — 1146-1148  Madison  avenue  and 
26-28  East  85th  street,  southwest  corner  (Block 
No.  1496,  Lot  No.  60),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  H.  J.  Williams. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  October  20,  1936,  at  10  a.m.  Applicant  to 
notify  property  owners  in  the  affected  area  by  reg¬ 
istered  mail  not  later  than  October  8,  1936.  Such 
notice  to  include  instructions  to  property  owners 
that  objections  or  consents  shall  be  filed  with  the 
board  not  later  than  October  15,  1936. 
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VOTE _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  jj 

Negative  .  J' 

Absent  .  u 


284-36-BZ. 

APPLICANT— W.  T.  McCarthy,  for  House  of  St.  Giles 
the  Cripple,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  partly  in  a  “C”  area  dis- 
trict  and  partly  in  an  “E”  area  district  the  altera¬ 
tion  and  extension  in  height  of  an  existing  hospi- 
tal  building,  and  the  erection  of  additions  thereto 
to  occupy  a  greater  area  than  permitted  by  the 
building  zone  resolution. 

PREMISES  AFFECTED— 1342-1350  President  street  and 
335-343  Brooklyn  avenue,  southeast  corner  (Block 
No.  1285,  Lot  No.  7),  Borough  of  Brooklyn. 


APPEARANCES—  w  „ 

For  Applicant:  Wm.  T.  McCarthy. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  October  23,  1936,  at  10  a.m.  Applicant  to 
notify  property  owners  in  the  affected  area  by  reg¬ 
istered  mail  not  later  than  October  10,  1936.  Such 

notice  to  include  instructions  to  property  owners 

that  objections  or  consents  shall  be  filed  with  the 
board  not  later  than  October  19,  1936. 

THE  VOTE—  .  „  .  ,  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  u 


889-24-BZ. 

APPLICANT— Lauritz  Lauritzen  for  D.  &  B.  Auto 
Painting  Co.,  owner. 

SUBJECT— Application  for  reopening— amendment— re 
Application  (decision  of  the  commissioner  .  of 
buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  within  a  resi¬ 
dential  zone,  the  extension  of  an  existing  garage 
now  located  partly  in  an  unrestricted  and  partly 
in  a  residential  district. 

PREMISES  AFFECTED— 103-111  Underhill  avenue,  east 
side  103  ft.  11 J4  inches  south  of  St.  Marks  ave¬ 
nue’ (Block  No.  1153,  Lot  No.  5),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Lauritz  Lauritzen. 

ACTION  OF  BOARD— Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN—  ,  ,  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 

Absent  .  u 


279-35-BZ. 

APPLICANT— Sidney  Haber,  for  James  Felton  and 
Joseph  Felton,  for  Abring  Realty  Corporation, 

owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  change  of  occupancy  of  an  existing  building 
to  a  junk  yard  (auto  wrecking)  ;  (dismissed  for 
lack  of  prosecution ;  reopened  and  restored  to  cal¬ 
endar  April  14,  1936). 


PREMISES  AFFECTED— 79-41  Central  avenue  (Cooper 
avenue),  south  side,  56.15  ft.  east  of  Graeme  ave¬ 
nue  (Block  No.  2711,  Lot  No.  56),  Middle  Village, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  withdrawn  on  writ¬ 
ten  request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . 4 

Negative  .  0 

Absent  .  0 


1305-25-BZ. 

APPLICANT — Henry  J.  Nurick,  for  Love  Lane  Automo¬ 
tive  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  7e  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  alteration  and  extension  of  an 
existing  garage  for  more  than  five  (5)  motor  ve¬ 
hicles  (existing  garage  granted  by  the  board) 
(reopened  February  18,  1936). 

PREMISES  AFFECTED — 42-50  Love  lane  and  1-9  Col¬ 
lege  place,  northwest  corner  (Block  No.  236,  Lot 
No.  71),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Henry  J.  Nurick,  Joseph  Katz, 
Sidney  H.  Kitzler. 

For  Opposition :  Mr.  Smith,  Edward  Handelman, 
John  T.  O’Connor,  John  J.  Griffin,  Edward  A. 
Carter. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(1305-25-BZ) 

Whereas,  this  application  affecting  premises  42-50  Love 
lane  and  1-9  College  place,  northwest  corner  (Block  No. 
236,  Lot  No.  71),  Borough  of  Brooklyn,  was  granted  by 
the  board  March  30,  1926,  on  certain  conditions;  and 

Whereas,  the  owner  through  his  architect,  Henry 
Nurick,  requested  a  reopening  of  the  case  and  an  amend¬ 
ment  of  the  resolution  to  permit  the  erection  of  a  fourth 
story  to  the  existing  garage  building;  and 

Whereas,  the  case  was  reopened  by  vote  of  the  board 
February  18,  1936;  and 

Whereas,  a  public  hearing  was  held  on  the  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  September  29,  1936  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  January  6,  1936,  rendered  in  acting  on  Alt.  Appli¬ 
cation  No.  3,  1936,  reads : 

“Proposed  building  of  an  additional  story  to  a  public 
garage  (making  it  four  story  high)  located  in  a  busi¬ 
ness  use  district,  is  contrary  to  Art.  II,  Sect.  4a  of 
the  Zone  Resolution.” 

and 

Whereas,  the  building  is  of  fireproof  construction,  3 
stories  in  height,  with  a  frontage  of  82  ft.  2  in.  in  Love 
lane  and  89  ft.  6  in.  in  College  place ;  occupied  as  a  garage 
for  more  than  five  motor  vehicles ;  and 

Whereas,  the  board  deemed  that  there  existed  no  new 
or  additional  hardship  to  justify  granting  a  further  zoning 
variance  to  permit  construction  of  the  additional  or  fourth 
story,  but  that  the  owner  was  entitled  to  an  amendment 
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to  the  previous  resolution  so  as  to  permit  the  existing  roof 
to  which  the  elevator  has  had  continuous  access  to  be  used 
for  open  and  uncovered  storage  of  automobiles. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
March  30,  1926  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolu¬ 
tion,  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  that  the  proposed  addition  shall 
be  restricted  to  a  three-story  structure,  erected  fire¬ 
proof  ;  that  there  shall  be  no  vehicular  entrances  in¬ 
corporated  in  this  extension  of  the  existing  garage; 
that  the  exits  and  entrances  shall  be  through  the  exist¬ 
ing  surrounding  structure ;  that  the  street  wall  on 
Love  lane  and  College  place  shall  be  finished,  as  to 
material  and  design,  the  same  as  the  existing  sur¬ 
rounding  structure,  of  which  this  addition  is  a  part; 
that  there  shall  be  no  signs  erected  on  this  structure 
of  any  nature  or  description;  that  there  shall  be  no 
gasoline  storage  equipment  installed  on  this  addition; 
that  the  roof  of  this  three-story  structure  may  be  used 
as  an  uncovered  storage  space  for  automobiles,  with 
elevator  access  thereto  provided  the  floor  load  shall 
be  at  least  120  lbs.  per  square  foot  and  that  the  parapet 
on  all  sides  shall  be  not  less  than  3  ft.  above  the  high¬ 
est  point  of  the  roof. 


532-24-BZ. 

APPLICANT — Mrs.  John  O’Brien,  owner. 

SUBJECT — Application  reopened  September  15,  1936  for 
consideration  as  to  extension  of  permit — re  Appli¬ 
cation,  granted  under  section  7f  of  the  building 
zone  resolution,  permitting  in  a  residence  use  dis¬ 
trict  the  maintenance  of  a  garage  for  the  storage 
of  five  (5)  pleasure  motor  vehicles,  four  (4) 
spaces  rented  to  persons  not  residing  on  the 
premises. 

PREMISES  AFFECTED— 1075  Summit  avenue,  west 
side,  168.38  ft.  north  of  West  165th  street  (Block 
No.  2526,  Lot  No.  52),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Mrs.  John  O’Brien. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(532-24-BZ) 

Whereas,  this  application  affecting  premises  1075  Sum¬ 
mit  avenue,  west  side,  168.38  ft.  north  of  West  165th  street 
(Block  No.  2526,  Lot  No.  52),  Borough  of  The  Bronx, 
was  granted  by  the  board  February  10,  1925,  on  certain 
conditions  and  the  time  extended  April  28,  1927,  June  4, 
1929,  and  June  21,  1932,  and  applicant  requested  a  further 
extension  of  the  temporary  period;  and 

Whereas,  this  case  was  reopened  by  vote  of  the  board 
September  15,  1936 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  September  29,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  resolution  adopted  by  the  board  on 
June  21,  1932  as  to  term  of  permit,  so  that  as  amended 
that  portion  of  the  resolution  shall  read : 


“Granted  on  condition  that  the  existing  temporary 
structure  shall  be  limited  in  capacity  to  five  (5)  auto¬ 
mobiles  of  the  pleasure-car  type,  space  for  four  (4)  of 
which  may  be  rented  to  persons  not  residing  on  the 
premises  for  a  temporary  period  of  one  year  front 
the  date  of  this  resolution ;  that  there  shall  be  no 
sign  of  any  nature  or  description  exposed  or  dis¬ 
played  on  the  premises ;  that  no  gasoline  storage 
equipment  shall  be  installed  or  maintained  on  the 
premises ;  and  that  all  necessary  permits  shall  be 
obtained  within  sixty  days  from  the  date  of  this 
action.” 


309-28-BZ. 

APPLICANT — Richard  Shutkind,  for  Finat  Corporation, 
owner. 

SUBJECT — Application  reopened  July  10,  1936 — Amend¬ 
ment — re  (decision  of  the  commissioner  of  build¬ 
ings)  under  section  21  of  the  building  zone  reso¬ 
lution,  permitting  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  sta¬ 
tion. 

PREMISES  AFFECTED— 2323-2331  Flatbush  avenue  and 
2370-2384  Utica  avenue  (Block  No.  8510,  Lot  No. 
1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Richard  Shutkind. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(309-28-BZ) 

Whereas,  this  application  affecting  premises  2323-2331 
Flatbush  avenue  and  2370-2384  Utica  avenue  (Block  No. 
8510,  Lot  No.  1),  Borough  of  Brooklyn,  was  granted  by 
the  board  October  23,  1928,  on  certain  conditions,  amended 
October  1,  1929  and  applicant  requests  a  further  amend¬ 
ment;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  July  10,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  September  29,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  October 
23,  1928,  as  later  amended  by  resolution  adopted  October 
1,  1929,  so  that  as  amended  the  resolution  shall  read: 

“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  re-affirm  its  action  of  October  23, 
1928,  varying  the  application  of  the  use  district  regu¬ 
lations  of  the  building  zone  resolution  under  section 
21,  and  that  the  application  be  and  it  hereby  is  granted 
on  condition  that  the  plot  shall  be  levelled  substan¬ 
tially  to  the  grade  of  Flatbush  and  Utica  avenues  and 
shall  be  arranged  substantially  as  indicated  on  re¬ 
vised  plans  marked  ‘Received  September  25,  1936’; 
that  the  accessory  buildings  shall  be  located  toward 
the  northerly  portion  of  the  lot  as  indicated,  and 
shall  consist  of  an  office  section  and  a  section  for 
greasing;  that  the  balance  of  plot  where  not  occupied 
by  accessory  buildings  shall  be  cement-paved ;  that 
there  shall  be  erected  at  the  intersection  of  Utica  and 
Flatbush  avenues  a  concrete  platform  approximately 
10  ft.  in  length  and  12  in.  in  height;  that  there  shall 
be  erected  along  Flatbush  avenue  a  reinforced  con¬ 
crete  curb  not  less  than  12  in.  in  width,  and  not  less 
than  5  in.  in  height,  with  rounded  top,  equal  to  the 
length  of  the  adjacent  pump  foundation  and  parallel 
thereto;  that  curbs  along  the  Utica  avenue  building 
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line  may  be  omitted  until  such  time  as  street  curb 
is  placed  thereon;  that  gasoline  pumps  shall  be  not 
nearer  than  10  ft.  to  either  street  building  line,  ex¬ 
cept  that  two  pumps  may  be  erected  near  the  inter¬ 
section  as  shown,  provided  such  pumps  are  not  nearer 
than  9  ft.  to  either  street  line;  that  the  accessory 
building  shall  be  constructed  of  fireproof  materials, 
except  that  the  roof  beams,  roof  boardings,  window 
frames  and  sash,  door  frames  and  doors  may  be  of 
wood,  provided  that  the  ceiling  in  the  greasing  rack 
section  is  fire-retarded  in  accordance  with  the  Rules 
of  the  Board  of  Standards  and  Appeals  and  the  roof 
surfacing  throughout  is  of  non-inflammable  materials; 
that  the  front  of  greasing  rack  section  shall  remain 
open  unless  the  greasing  lifts  are  the  hydraulic  type 
or  unless  the  greasing  pits  are  ventilated  with  spark- 
proof  motor-driven  fans  through  ducts  above  the 
roof;  that  there  shall  be  erected  on  the  northerly 
interior  lot  line,  except  where  walls  of  accessory 
buildings  occur,  a  substantial  wrought  iron  fence ;  that 
any  windows  in  accessory  buildings  on  the  lot  line 
shall  be  fireproof  frames  and  sash  and  glazed  with 
wire  glass;  that  all  advertising  shall  be  limited  to 
illuminated  globes  of  the  pumps  and  to  flat  signs 
attached  to  accessory  buildings,  prohibiting  all  roof 
signs  and  signs  of  a  temporary  nature  but  permit¬ 
ting  within  the  building  line  near  the  intersection  of 
Utica  avenue  and  Flatbush  avenue  a  post  standard 
for  support  of  a  sign  which  may  be  illuminated,  ad¬ 
vertising  only  the  brand  of  gasoline  on  sale,  and 
provided  such  sign  does  not  extend  beyond  the  build¬ 
ing  line  for  a  distance  of  more  than  5  ft. ;  that  no 
portable  gasoline  pumps  shall  be  used  on  or  from 
the  premises;  that  no  motor  vehicle  repairing  shall 
be  carried  on  in  the  premises;  that  there  shall  be  no 
parking  or  storage  of  cars  other  than  those  being 
serviced;  and  that  all  permits  shall  be  obtained  and 
all  work  completed  within  one  year  from  the  date 
of  this  amended  resolution.” 


302-29-BZ. 

APPLICANT— -Conrov  &  Hardy,  for  John  Sklar  Holding 
Co.,  Inc.,  owner. 

SUBJECT— Application  for  reopening— extension  of  time 
— re  Application  (re  decision  of  the  superintend¬ 
ent  of  buildings),  under  section  21  of  the  building 
zone  resolution,  permitting  partly  in  a  residence 
district  and  partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 146-156  East  98th  street,  north¬ 
west  corner  of  Winthrop  street  (Block  No.  4614, 
Lot  No.  38),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(302-29-BZ) 


Whereas,  this  application  affecting  premises  146-156 
East  98th  street,  northwest  corner  of  Winthrop  street 


(Block  No.  4614,  Lot  No.  38),  Borough  of  Brooklyn,  was 
granted  by  the  board,  July  26,  1929,  on  certain  condition, 
time  extended  from  time  to  time  and  applicant  requests  a 
further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  July 
26,  1929,  only  so  far  as  it  has  reference  to  obtaining  per¬ 
mits  and  the  completion  of  work,  so  that  as  amended  this 
portion  of  the  resolution  shall  read : 

.  .  that  all  permits  shall  be  obtained  and  all  work 
shall  be  completed  within  one  year  from  the  date  of 
this  amended  resolution  on  condition  that  other  than 
as  amended  herein  the  resolution  adopted  by  the 
board  on  July  26,  1929  shall  be  complied  with  in  all 
other  respects.” 


803-26-BZ. 

APPLICANT — Jack  Z.  Cohen,  for  S.  &  B.  Service  Sta¬ 
tion,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district, 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 5262-52 72  (official  5248-5258), 
Kings  highway,  west  side,  320  ft.  9%  in.,  south  of 
Farragut  road  (Block  No.  7969,  part  of  Lot  No. 
20,),  Borough  of  Brooklyn. 

APPEARANCES— 

for  Applicant:  Larry  Meltzer. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(803-26-BZ) 


Whereas,  this  application  affecting  premises  5262-5272 
(official  5248-5258)  Kings  highway  w.  s.  320  ft.  9%  in. 
south  of  Farragut  road  (Block  No.  7969,  part  of  Lot  No. 
20),  Borough  of  Brooklyn,  was  granted  by  the  board  De¬ 
cember  13,  1927,  on  certain  conditions  and  owner  requests 
an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Decem¬ 
ber  13,  1927,  so  that  as  amended  the  resolution  shall  read : 

“Granted  under  section  21  on  condition  that  the  plot 
shall  be  graded  substantially  to  the  level  of  Kings 
highway  and  that  the  arrangement  shall  be  substan¬ 
tially  in  accordance  with  revised  plans  marked  ‘Re¬ 
ceived  September  16,  1936’;  that  the  accessory  building 
shall  be  constructed  of  fireproof  materials  except  roof 
boardings,  roof  beams,  window  frames  and  sash,  door 
frames  and  doors,  which  may  be  of  wood ;  that  the 
exterior  shall  be  constructed  of  face  brick  or  brick 
stuccoed;  that  the  roof  shall  be  covered  with  non- 
inflammable  material ;  that  the  ceiling  over  the  greas¬ 
ing  section  shall  be  fire-retarded  in  accordance  with 
the  Rules  of  the  Board  of  Standards  and  Appeals; 
that  the  portion  of  the  plot  between  the  accessory 
buildings  and  the  street  building  line,  shall  be  cement- 
paved  ;  that  gasoline  pumps  shall  be  not  nearer  than 
10  ft.  to  street  building  line;  that  entrances  to  the 
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premises  shall  not  exceed  two,  each  entrance  not  to 
exceed  25  ft.  in  width  with  curb  cuts  opposite  not 
exceeding  30  ft.  in  width  each ;  that  there  shall  be  no 
automobile  repairing  permitted  on  the  premises  and  no 
parking  or  storage  of  cars  other  than  those  being 
serviced ;  that  all  advertising  shall  be  limited  to  illumi¬ 
nated  globes  of  the  pumps  and  to  permanent  flat  signs 
attached  to  accessory  building,  prohibiting  all  roof 
signs  and  signs  of  a  temporary  nature,  but  permitting 
the  erection  within  the  building  line  of  a  post  standard 
to  carry  a  sign,  which  may  be  illuminated,  advertising 
only  the  brand  of  gasoline  on  sale,  provided  such  sign 
does  not  extend  beyond  the  building  line  for  a  dis¬ 
tance  of  more  than  5  ft. ;  the  usual  requirements 
of  the  board  for  the  erection  of  curbs  on  building 
line  shall  be  waived  for  a  period  of  five  (5)  years; 
that  no  portable  gasoline  pumps  shall  be  used  on  or 
from  the  premises;  and  that  all  permits  shall  be  ob¬ 
tained  and  all  work  completed  within  one  year  from 
the  date  of  this  amended  resolution.” 


556-26-BZ. 

APPLICANT — John  F.  Meehan,  for  Avonzel  Realty  Co., 
owner. 

SUBJECT — Application  for  reopening  extension  of  time — 
re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 501  West  180th  street  and  2418 
Amsterdam  avenue,  northwest  corner  (Block  No. 
2152,  part  of  Lot  Nos.  82,  83,  84  and  85),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  George  I.  Gross. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(556-26-BZ) 


Whereas,  this  application  affecting  premises  501  West 
180th  street  and  2418  Amsterdam  avenue,  northwest  cor¬ 
ner  (Block  No.  2152,  part  of  Lot  Nos.  82,  83,  84  and  85), 
Borough  6f  Manhattan,  was  granted  by  the  board  July  2, 
1935,  resolution  amended  October  8,  1935,  on  certain  con¬ 
ditions  and  applicant  requests  an  extension  of  time. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  resolution  adopted  by  the  board  on 
July  2,  1935,  as  amended  by  resolution  adopted  by  the 
board  on  October  8,  1935,  only  so  far  as  it  has  reference 
to  completion  of  work,  so  that  as  amended  this  portion 
of  the  resolution  shall  read: 

"...  that  all  work  in  accordance  with  plans  ap¬ 
proved  November  7,  1935,  shall  be  completed  within 
one  year  from  the  date  of  this  amended  resolution, 
on  condition  that  other  than  as  amended  herein  the 
resolution  adopted  by  the  board  on  July  2,  1935,  as 
amended  by  resolution  adopted  October  8,  1935,  and 
the  plans  as  approved  November  7,  1935,  shall  be 
complied  with  in  all  respects.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 


258-36-A. 

APPLICANT — Fleer  &  Fleer,  Inc  .,  owner. 

SUBJECT — Appeal  from  orders  and  decisions  of  the  fire 
commissioner,  relative  to  the  transportation  of 
fuel  oil  in  trucks  in  New  York  City. 
APPEARANCES— 


For  Applicant :  Henry  G.  Fleer. 

For  Administration:  Inspector  Hille,  Fire  Dept. 
ACTION  OF  BOARD — Laid  over  to  October  14,  1936,  at 
2  p.m.  to  permit  inspection  by  a  committee  of  the 
board. 


262-36-A. 

APPLICANT — Joseph  A.  Marck  for  Nellie  Hyland,  les¬ 
see. 

SUBJEC1  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 154-34  Riverside  drive,  south- 
side,  465.69  ft.  northeast  of  Seventh  avenue  (Block 
No.  4543,  Lot  No.  7),  Beechhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  .  3 

Negative .  q 

Absent:  Assistant  Chief  Walsh . 1 

THE  RESOLUTION— 

(262-36-A) 


Whereas,  Joseph  A.  Marck,  applicant  on  behalf  of 
Nellie  Hyland,  lessee,  filed  on  September  8,  1936,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings  affecting 
premises  154-34  Riverside  drive,  south  side,  465  69  ft 
northeast  of  7th  avenue  (Block  No.  4543,  Lot  No.  7), 
Beechhurst,  Borough  of  Queens;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
No.  2133,  dated  August  21,  1936,  reads  as  follows: 

“Be  advised  that  your  request  of  today  for  Certifi¬ 
cate  of  Occupancy  for  use  of  first  floor  of  premises 
154-34  Riverside  drive,  Beechhurst,  Borough  of 
Queens,  for  nursing  home  purposes,  is  hereby  denied, 
as  this  building  does  not  comply  with  section  72,  nor 
article  8,  of  the  Building  Code,  which  compliance 
would  be  necessary  for  such  occupancy.” 

and 

Whereas,  the  premises  in  question  consists  of  a  build¬ 
ing  40  by  50  feet  in  area,  3  stories,  37  feet  in  height, 
located  in  a  residence  “D”  area  district,  erected  in  1908 
and  occupied  since  May  1936  as  follows:  Cellar,  boiler 
room;  1st  floor,  nursing  home,  7  patients;  2nd  and  3rd 
floors,  owners  and  employees’  living  quarters;  the  building 
is  of  frame  and  concrete  block  construction;  and 
Whereas,  the  applicant  contends  that  the  building  al¬ 
though  classified  as  a  frame  building  is  constructed  of  3 
by  4  beams  with  4  by  6  corner  posts  sheathed  with  3  inch 
concrete  slabs  on  the  exterior,  over  which  a  1  inch  plaster 
finish  has  been  applied ;  there  is  a  3  inch  plaster  finish  on 
the  inside  making  a  total  of  7  inch  plaster  and  concrete 
with  an  open  air  space  of  4  inches  in  between  and  space 
between  studs  of  partition  have  been  filled  with  2  and  3 
inch  plaster  blocks  over  which  one  inch  of  plaster  has 
been  applied,  making  the  partitions  4  and  5  inch  solid 
walls;  and  contends  that  there  are  3  exits  on  the  front 
of  the  building,  3  feet  6  inches  in  width  from  the  first  floor 
and  one  from  the  rear,  3  feet  6  inches  in  width  and  one  on 
the  side,  5  feet  in  width,  each  room  has  one  large  window 
and  some  rooms  have  as  many  as  4  windows,  all  of  which 
are  located  approximately  5  feet  above  the  ground  level; 
each  room  has  a  door  leading  into  a  hall  which  is  4  and  6 
feet  in  width ;  the  building  is  heated  by  oil ;  the  cellar  has 
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a  concrete  floor  enclosed  by  12  inch  brick  walls  and  is 
used  as  a  boiler  room;  the  boiler  room  has  two  exits,  one 
of  which  leads  directly  to  the  outer  air;  the  building  is 
equipped  with  portable  fire  extinguishers  in  accordance 
with  the  requirements  of  the  Fire  Department.  The  build¬ 
ing  is  isolated,  there  being  no  building  or  structure  of  any 
kind  within  34  feet  from  the  building  in  question. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted  for  a  term  of  five  years  permit¬ 
ting  the  premises  under  appeal  to  be  used  as  a  Nursing 
Home  on  condition  that  the  number  of  patients  accom¬ 
modated  shall  not  exceed  seven  and  that  all  patients  shall 
be  housed  on  the  first  floor  of  the  building;  that  the  ceil¬ 
ing  over  the  oil  burner  in  the  cellar  shall  be  made  to 
conform  to  the  requirements  of  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals  and  that  the  oil 
burning  equipment  shall  so  conform  in  all  respects;  that 
there  shall  be  no  portion  of  the  cellar  used  for  cooking 
purposes ;  that  in  the  event  it  is  desired  to  use  the  second 
floor  for  similar  purposes,  same  may  also  be  used  pro¬ 
vided  the  number  of  occupants  thereof  do  not  exceed  seven 
and  provided  there  is  erected  an  exterior  fire  escape  sat¬ 
isfactory  to  the  commissioner  of  buildings  with  direct 
access  thereto  from  the  second  floor  without  passing 
through  any  bedroom;  that  the  building  while  occupied 
as  a  nursing  home  shall  not  be  increased  in  height  or  area 
and  that  the  distance  between  this  building  and  existing 
buildings  at  side  and  rear  shall  not  be  less  than  30  ft. ; 
and  that  in  all  other  respects,  other  than  as  modified 
herein,  the  building  shall  comply  with  all  laws  and  regu¬ 
lations  applicable  thereto,  including  the  requirements  of 
the  Department  of  Hospitals  and  that  such  portable  fire 
extinguishing  equipment  shall  be  maintained  as  the  com¬ 
missioner  shall  require. 


184-35- A. 

APPLICANT— E.  K.  Hiles,  for  Gulf  Oil  Corporation, 
owner. 

SUBJECT — Application  reopened  September  15,  1936, — re 
Appeal  from  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 376-412  Maspeth  avenue,  south 
side,  430  ft.  east  of  Gardner  avenue  (Block  No. 
2928,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  E.  K.  Hiles. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  . 0 


THE  RESOLUTION— 

(184-35-A) 

Whereas,  E.  K.  Hiles,  applicant  on  behalf  of  Gulf  Oil 
Corporation,  owner,  filed  on  September  8,  1936,  an  ap¬ 
peal  from  a  decision  of  the  fire  commissioner,  affecting 
premises  376-412  Maspeth  avenue,  south  side,  430  ft.  east 
of  Gardner  avenue  (Block  No.  2928,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  on  September  23,  1936,  the  applicant  with¬ 
drew  the  appeal  insofar  as  it  was  from  a  decision  of 
the  fire  commissioner  and  substituted  as  a  basis  of  appeal 
the  objection  of  the  commissioner  of  buildings,  dated 
September  2,  1936,  from  application  No.  12662-36,  which 
objection  reads  as  follows: 

“1.  All  storage  tanks  comprising  or  forming  a  part 
of  an  oil  storage  plant  shall  be  buried  so  that  the 
tops  thereof  shall  be  at  least  2  ft.  below  grade  level.” 

and 


Whereas,  the  premises  are  located  in  an  unrestricted 
use  district  and  consist  of  a  plot  430  ft.  front  by  410  ft. 
in  depth,  OCCUPIED  at  present  for  bulk  oil  storage 
plant ;  and 

Whereas,  it  is  proposed  to  erect  on  this  plot  in  addi¬ 
tion  to  existing  structure  a  steel  storage  tank  24  ft.  in 
diameter  by  29  ft.  6  in.  high,  approximately  160  ft.  from 
the  line  of  adjoining  property.  The  tank  will  have  a 
capacity  of  100,000  gallons.  It  will  be  enclosed  in  rein¬ 
forced  concrete  dike  or  wall  with  a  concrete  pavement 
to  prevent  seepage;  the  capacity  of  the  enclosure  be  equal 
to  V/i  times  the  capacity  of  the  tank;  and 

Whereas,  on  July  19,  1935,  this  board  granted  an  ap¬ 
peal  from  an  order  of  the  fire  commissioner  so  as  to  per¬ 
mit  the  installation  of  two  200,000-gal.  tanks  above  ground 
to  be  used  exclusively  for  the  storage  of  Bunker  C  oil, 
the  resolution  reading: 

“Resolved,  that  the  order  of  the  fire  commissioner, 
No.  66518-LC,  dated  June  27,  1935,  be  and  it  hereby 
is  modified,  and  the  appeal  be  and  it  hereby  is  granted, 
permitting  the  installation  of  two  (2)  200,000-gal. 
tanks  above  ground,  each  tank  to  be  installed  in  a 
separate  dike  enclosure  of  the  area  and  measure¬ 
ments  and  with  the  safeguards  required  as  if  the 
tanks  were  100,000  gal.  capacity  each,  provided  the 
dikes  are  extended  in  height — so  that  each  dike  en¬ 
closure  shall  have  a  capacity  equal  to  one  and  one- 
half  times  the  capacity  of  the  tank  enclosed  thereby, 
permitting  also  the  installation  within  each  dike  en¬ 
closure  of  a  filling  and  settling  tank,  provided  the 
capacity  of  such  tank  shall  not  exceed  20,000  gal.,  on 
condition  that  in  addition  to  the  existing  foamite  sys¬ 
tem  which  shall  be  extended  for  the  protection  of 
these  tanks,  a  duplicate  foamite  system  shall  be  in¬ 
stalled  in  accordance  with  the  requirements  of  the 
fire  chief  and  commissioner;  that  plans  showing  the 
construction  of  the  tank  and  dike  and  the  foundations 
for  same  shall  be  filed  with  and  approved  by  the 
commissioner  of  buildings ;  that  this  appeal  is  granted 
specifically  on  the  basis  of  these  tanks  being  used 
exclusively  for  the  storage  of  Bunker  C  oil,  also 
known  as  No.  6,  and  for  no  other  storage,  and  that  to 
make  this  effective,  an  affidavit,  executed  by  an  offi¬ 
cer  of  the  Gulf  Refining  Co.,  setting  forth  its  agree¬ 
ment  to  abide  by  these  conditions  shall  be  filed  with 
the  fire  chief  and  commissioner  and  the  commissioner 
of  buildings.” 

and 

Whereas,  the  applicant  contends  that  the  tank  will  be 
equipped  with  approved  foam  chambers  connected  to  the 
existing  duplicate  installation  of  pumps  and  foam  gen¬ 
erators;  the  tank  will  be  equipped  with  approved  ade¬ 
quate  vents  and  proper  electrical  grounding  and  com¬ 
ply  in  all  respects,  other  than  the  location  above  ground, 
with  the  provisions  of  the  Code  of  Ordinances;  that  due 
to  the  proximity  of  English  Kills  at  the  proposed  loca¬ 
tion,  it  would  not  be  possible  to  bury  the  tank  because 
water  would  be  encountered  at  a  depth  of  12  ft. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings,  Appl.  No.  12662-36,  be  modified,  and  the  reso¬ 
lution  adopted  by  the  board  on  July  19,  1935  be  and  it 
hereby  is  amended,  by  adding  thereto  the  following: 

“that  in  the  event  the  owner  desires  to  install  an 
additional  tank  with  a  capacity  of  100,000  gal.  of  fuel 
oil  in  the  location  as  indicated  on  plans  marked  ‘re¬ 
ceived  September  8,  1936’,  such  tank  may  be  per¬ 
mitted  on  condition  that  the  tank  is  enclosed  in  a 
dike  of  sufficient  height  to  permit  a  capacity  equal 
to  one  and  one-half  times  the  capacity  of  the  tank 
enclosed  therein  and  provided  the  tank  and  enclosure 
is  connected  with  the  existing  duplicate  foamite  sys¬ 
tem  ;  and  that  fuel  oil  only  shall  be  stored  in  this 
tank.” 
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229-36-A. 

APPLICANT — Otto  J.  Sambach,  for  Great  Eastern  Coal 
Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 1148-1174  Metropolitan  ave¬ 
nue,  southeast  corner  of  Varick  avenue  (Block 
No.  2943,  Lot  No.  10),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Otto  J.  Sambach. 

For  Administration:  Inspector  William  Jung,  De¬ 
partment  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(229-36-A) 

Whereas,  Otto  J.  Sambach,  for  Great  Eastern  Coal  Co., 
Inc.,  owner,  filed  on  July  23,  1936,  an  appeal  from  an  order 
of  the  commissioner  of  buildings,  affecting  premises  1148- 
1174  Metropolitan  avenue,  southeast  corner  of  Varick 
avenue  (Block  No.  2943,  Lot  No.  10),  Borough  of  Brook¬ 
lyn;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  June  29,  1936,  No.  11037-LF,  reads  as  follows: 

“You  are  hereby  required  and  ordered  within  20 
days 

1.  Provide  telegraphic  communication  with  Fire  De¬ 
partment  Headquarters  as  provided  for  by  the  City 
Ordinances. 

Section  20,  Chapter  12,  Code  of  Ordinances.” 
and 

Whereas,  the  premises  consist  of  a  plot  fronting  238 
ft.  on  Metropolitan  avenue,  109  ft.  10  in.  on  Varick  avenue 
and  198  ft.  on  Newtown  Creek;  occupied  as  a  bulk  fuel 
oil  storage  plant  upon  which  there  are  located  11  buried 
tanks,  office,  pump  house,  boiler  room  and  foamite  system; 
and 

Whereas,  the  applicant  contends  that  there  is  a  fire 
house  within  300  ft.  of  the  property ;  that  there  is  a  fire 
alarm  signal  box  within  200  ft.  of  the  property;  that  the 
Fire  Department  can  be  notified  as  promptly  through  these 
means  as  though  a  direct  communication  were  installed, 
as  required  by  the  order. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  11037-LF,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted  on  condition  that 
the  premises  shall  be  under  proper  supervision  for  twenty- 
four  hours  of  every  day  to  give  an  alarm  in  case  of  fire; 
that  there  shall  be  access  on  the  premises  to  a  telephone 
of  the  non-coin  type;  that  the  storage  tanks  shall  be  used 
exclusively  for  the  storage  of  fuel  oil ;  that  no  volatile 
inflammable  oil  shall  be  stored  on  the  premises  other  than 
gasoline  in  two  tanks  not  exceeding  550  gallons  each,  solely 
for  the  fueling  of  the  trucks  used  in  connection  with  the 
plant;  and  that  no  tanks  other  than  those  that  have  al¬ 
ready  been  authorized  shall  be  installed. 


VARIATIONS  OF  LABOR  LAW 

1 90-36- S. 

APPLICANT — Kings  Hamburger,  Inc.,  lessee. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  decis¬ 
ions  of  the  health  commissioner. 

PREMISES  AFFECTED — 683  Third  avenue,  east  side, 
20.5  ft.  north  of  East  43rd  street  (Block  No.  1317, 
Lot  No.  2),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Irving  Rodin. 


ACTION  OF  BOARD— Laid  over  to  October  20,  1936,  at 
2  p.m.,  to  permit  an  inspection  by  a  committee  of 
the  board. 


193-36-S. 

APPLICANT — Frank  Ragone  for  D.  Fox,  owner. 
SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 

PREMISES  AFFECTED — 2101  Second  avenue,  west  side, 
75  ft.  north  of  East  108th  street  (Block  No.  1658, 
Lot  No.  24),  Borough  of  Manhattan. 
APPEARANCES— 


For  Applicant:  None. 

ACTION  OF  BOARD — Laid  over  to  October  14,  1936,  at 
2  p.m.,  on  written  request  of  applicant. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
243-36-SA. 

APPLICANT — R.  I.  Ball,  agent  for  The  Victor  Oil  Burner 
Mfg.,  owner. 

SUBJECT — Victor  Circulating  Fuel  Oil  Heater,  Models 
VCH  27,  VCH  19  and  VCH  17,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  board. 


248-36-SA. 

APPLICANT — M.  Mac  Schwebel,  for  Dupont  Fuel  Oil 
Burner  Co.,  Inc.,  owner. 

SUBJECT — Dupont  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant:  M.  Mac  Schwebel. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  board. 


2S4-36-SA. 

APPLICANT— Chase  Brass  &  Copper  Co.,  Inc.,  owner. 
SUBJECT  Chase  Brass  &  Copper  Co.,  Inc.,  1J4  in.  New 
York  Regulation  Lavatory  Trap,  approval  of. 
APPEARANCES— 

For  Applicant:  J.  W.  McGarry. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  board. 


264-36-SA. 

APPLICANT — Charles  H.  Meyer  for  National  Enamel¬ 
ing  &  Stamping  Company,  owner. 

SUBJECT— Nesco  Circulating  Heater,  Models  41.  42.  041 
042  and  052,  approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  board. 


10-34-SA. 


APPLICANT — Major  Oil  Burners,  Inc.,  for  Hupp  Oil 
Burner  Co.,  Inc.,  owner. 

SUBJECT — Application  for  Reopening — Amendment  of 
resolution  to  include  additional  name — Hupp  Oil 
Burner. 


APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . . 

Negative .  ’ 

Absent  . . 


4 

0 

0 
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THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative .  ~ 

Absent  .  u 

THE  RESOLUTION— 

(10-34-SA) 

Whereas,  Isaac  Huppert,  for  the  Hupp  Oil  Burner 
Company,  owner,  filed  January  22,  1934,  an  application 
with  the  Board  of  Standards  and  Appeals  f°?‘raPP1rov^1 
of  the  device  known  as  the  Hupp  Oil  Burner,  Models  H, 

U,  P  and  PP;  and  . 

Whereas,  the  device  was  submitted  to  the  engineer  ot 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and  , 

Whereas,  the  report  of  the  engineer  of  the  board  and 

of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  was  substantially  as  follows: 

“The  model  tested  at  the  location  given  is  known 
as  the  Model  H  and  it  consists  of  the  following  parts : 

“A  Webster  fuel  unit  consistitng  of  pump,  strainer 
and  regulating  valve;  a  Westinghouse  1/6  H.P.  motor; 
a  Sirocco  blower,  manufactured  by  the  American 

Blower  Company  and  a  Nitralloy  nozzle  of-  two-gallons 
capacity.  Electrodes  are  made  of  Nichrome  wire. 

“Ignition — Electric,  supplied  by  a  Webster  trans¬ 
former  type  211  AR,  rated  at  110-10,000  volts. 

“Controls— In  this  particular  burner,  the  Penn  Elec¬ 
tric  Switch  Company’s  controls  were  used,  consisting 
of  JSI  type  stack  switch  and  JSIL  pressurestat. 

“Examination  of  electrodes  on  this  burner  showed 
no  carbon  deposits.  When  the  burner  was  operated 
from  a  cold  start  with  the  oil  shut  off,  the  stack  con¬ 
trol  operated  and  shut  the  burner  down  in  60  seconds 
on  two  successive  tests.  Examination  of  the  combus¬ 
tion  chamber  showed  no  undue  carbon  deposits,  and 
during  the  period  of  test  there  were  no  puff  backs  or 

flares.  . 

“The  models  U,  P,  PP  differ  only  from  this  model 
that  we  tested  in  the  fact  that  the  fan,  motor  and 
nozzle  are  of  larger  sizes.  We  examined  these  models 
at  the  show  room  of  the  Hupp  Oil  Burner  Company, 
563  Fourth  avenue,  Brooklyn. 

“We  therefore  recommend  that  the  Hupp  Oil  Burner, 
Cal.  No.  10-34-SA,  Models  H,  U,  P,  PP  be  approved 
for  domestic,  commercial  and  industrial  use,  when 
installed  in  accordance  with  the  Fuel  Oil  Rules, 
adopted  by  the  Board  of  Standards  and  Appeals.” 

and 

Whereas,  this  device  was  approved  by  the  board  March 
20,  1934,  and  applicant  requested  permission  to  market  the 
burner  under  the  name  Major  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  resolution  adopted  by  the  board  on 
March  20,  1934,  so  that  as  amended  this  resolution  shall 
read : 

“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  approve  the  device  known  as  the 
Hupp  Oil  Burner,  Models  H,  U,  P  and  PP,  for  use 
in  domestic,  commercial  and  industrial  installations, 
when  installed  in  accordance  with  the  above  report 
and  with  the  Oil  Burner  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  and  permitting  this  burner  also 
to  be  marketed  under  the  name  of  MAJOR  OIL 
BURNER,  MODELS  H,  U,  P  and  PP,  provided 
that  under  whichever  name  marketed  the  burner  shall 
bear  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  10-34-SA. 


158-35-SA. 

APPLICANT — Benjamin  Wetstone  for  Easyway,  Inc., 
owner. 

SUBJECT— Easyway  Space  Heaters,  Models  CRN  17, 
CRL19,  CSP27,  and  CSP19,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(158-35-SA) 

Whereas,  Benjamin  Wetstone  for  Easyway,  Inc., 
owner,  filed  June  18,  1935,  an  application  with  the  Board 
of  Standards  and  Appeals,  for  approval  of  the  device 
known  as  the  Easyway  Space  Heaters,  Models  CRN17, 
CRL19,  CSP27  and  CSP19 ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles  of  the  Fire 
1  )epartment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division 
of  Combustibles  was  substantially  as  follows: 

Model  CSP27 — This  is  a  cabinet  type  circulating 
heater  and  the  oil  burner  unit  consists  of  two  6  in. 
Easyway  Range  Burners,  which  were  approved  under 
calendar  No.  157-35-SA.  The  oil  supply  is  either 
from  a  three  gallon  metal  tank  or  a  two  gallon  glass 
bottle  located  at  the  rear  of  the  cabinet.  Two  meter- 
valves  of  the  ‘V’  slot  type  are  employed  to  properly 
govern  the  flow  of  oil  to  the  burning  units.  A  metal 
shield  is  provided  between  the  cabinet  and  the  oil 
supply  container,  insuring  sufficient  circulation  of  air 
to  prevent  heating  of  the  oil  reservoir. 

Model  CSP19 — This  model  is  identical  with  the 
above  in  construction  and  operation,  with  the  excep¬ 
tion  that  instead  of  having  two  burning  units,  it  is 
equipped  with  one  single  9  in.  Easyway  Range  burner, 
approved  under  calendar  No.  157-35-SA. 

Model  CRN17 — This  space  heater  is  of  the  round 
radiant  type  and  the  heat  is  supplied  from  one  7  in. 
Easyway  Range  Burner.  The  oil  supply  is  from  a 
three  gallon  metal  tank,  which  is  supported  along  with 
the  oil  reservoir  by  two  arms  attached  to  the  base  of 
the  heater  proper.  Between  the  tank  and  the  heater 
a  heavy  metal  shield  has  been  provided  to  insure  cor¬ 
rect  air  circulation.  The  flow  of  oil  is  governed  by 
means  of  a  ‘V’  slot  metering  valve. 

Model  CRL19 — This  heater  unit  is  identical  with  the 
above,  with  the  exception  that  a  9  in.  range  burner 
unit  is  used  in  place  of  the  7  in.  burner. 

The  metering  valves  used  in  all  these  burners  are 
manufactured  by  Easyway,  Inc.  Where  the  units  are 
equipped  with  glass  bottles,  same  are  protected  with 
metal  jackets,  having  two  hand  grips.  These  four 
models  are  of  the  non-portable  type  and  proper  ar¬ 
rangements  have  been  made  in  the  rear  of  each  unit 
-  for  proper  flue  connections. 

In  recommending  these  space  heaters  for  approval 
it  is  suggested  that  certain  items  be  carried  out  for 
their  installation  and  included  upon  their  instruction 
cards  and  that  this  approval  be  not  final  until  a  copy 
of  said  instruction  card  is  filed  with  the  Board  of 
Standards  and  Appeals  and  the  New  York  Fire  De¬ 
partment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Easyway  Space 
Heaters,  Models  CRN17,  CRL19,  CSP27,  CSP19,  for  use 
in  domestic  installations  when  installed  in  accordance  with 
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above  report  and  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals,  and  with  the  following  additional 
requirements : 

1 —  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

2 —  The  storage  container  must  bear  a  label  of  the 
decalcomania  type  reading  as  follows: 

NOTICE 

FOR  USE  IN  NEW  YORK  CITY 

ONLY  AN  APPROVED  SAFETY  CAN  SHALL 
BE  USED  IN  FILLING  THIS  STORAGE 
CONTAINER. 

3 —  Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  Yz  in.  asbestos  or  other  equivalent 
shield,  extending  at  least  12  in.  beyond  the  outline 
of  such  device. 

4 —  The  manufacturer  or  installer  of  this  burner  shall, 
within  48  hours  after  each  installation,  notify  the 
Fire  Department  in  writing  of  the  name  of  the 
person  to  whom  this  burner  was  sold  and  the 

address  of  the  premises  where  installed. 

5 —  This  burner  shall  be  connected  to  a  legal  chimney, 
complying  with  the  requirements  of  section  403 
of  chapter  V  of  the  Code  of  Ordinances ;  said 
chimney  to  have  a  readily  accessible  cleanout  door ; 
the  flue  connection  to  the  chimney  shall  be  equipped 
with  automatic  damper. 

6 —  The  device  shall  have  a  label  permanently  affixed 
thereto,  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  158-35-SA. 


159-35-SA. 

APPLICANT — Benjamin  Wetstone  for  Easyway,  Inc., 
owner. 

SUBJECT — Easyway  Hot  Water  Heaters,  Models  H.W.  1 
and  H.W.  2,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(159-35-SA) 

Whereas,  Benjamin  Wetstone,  for  Easyway,  Inc., 
owner,  filed  June  18,  1935,  an  application  of  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  Easyway  Water  Heaters,  Models  H.W.l  and  H.W.2; 
and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows: 

Model  H.W.l — This  consists  of  a  hot  water  con¬ 
version  type  heater  for  replacing  gas  as  a  fuel  for 
heating  purposes.  It  consists  of  a  metal  stand  sup¬ 
porting  an  oil  reservoir,  mounted  upon  which  is  an 
oil  supply  container,  consisting  of  a  two-gallon  glass 
bottle.  The  glass  bottle  is  equipped  with  a  perfo¬ 
rated  metal  jacket  which  has  two  handles  upon  it. 


Extending  from  the  oil  reservoir  is  a  metal  arm 
supporting  the  burner  unit.  Upon  this  arm  is  mounted 
a  4-in.  approved  Easyway  Range  Burner.  This  con¬ 
sists  of  an  iron  casting  and  two  concentric  perforated 
steel  shells.  The  flow  of  oil  is  governed  by  means 
of  a  V  ’  slot  metering  valve.  Between  the  heater 
and  the  oil  reservoir  a  metal  shield  has  been  pro¬ 
vided  which  gives  ample  circulation  of  air. 

Model  H.W.2 — This  model  consists  of  a  complete 
water  heater  unit.  The  oil  burner  unit  consists  of  a 
6-in.  Easyway  Range  Burner  and  the  oil  supply  is  from 
a  two-gallon  glass  bottle  which  is  provided  with  a 
metal  jacket,  having  two  hand  grips  on  it.  The  flow 
of  oil  is  governed  by  a  “V”  slot  metering  valve  and 
a  shield  has  been  provided  between  the  heater  and 
the  oil  reservoir,  thus  insuring  sufficient  air  circula¬ 
tion  to  prevent  excess  heating  of  oil  in  the  reservoir. 

Both  these  models  are  designed  for  use  of  No.  1 
commercial  grade  fuel  oil.  We  tested  the  operation 
of  these  two  water  heaters  and  found  that  all  parts 
functioned  as  designed. 

In  recommending  these  hot  water  heaters  for  ap¬ 
proval  it  is  suggested  that  certain  items  be  carried 
out  for  their  installation  and  included  upon  their 
instruction  cards,  and  that  this  approval  be  not  final 
until  a  copy  of  said  instruction  card  is  filed  with  the 
Board  of  Standard  and  Appeals  and  the  New  York 
fire  department. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Easyway  Water 
Heater,  Models  H.W.l  and  H.W.2  for  domestic  installa¬ 
tions,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals, 
and  when  used  with  fuel  oil  not  heavier  than  No.  1,  on 
condition  that  there  shall  be  permanently  attached  to  each 
burner  installed  a  label  reading: 

1 —  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

2—  The  storage  container  must  bear  a  label  of  the 
decalcomania  type  reading  as  follows  : 

NOTICE 

FOR  USE  IN  NEW  YORK  CITY 
ONLY  AN  APPROVED  SAFETY  CAN  SHALL 
BE  USED  IN  FILLING  THIS  STORAGE 
CONTAINER. 

3 —  Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  Yz  in.  asbestos  or  other  equivalent 
shield,  extending  at  least  12  in.  beyond  the  outline 
of  such  device. 

4 —  The  manufacturer  or  installer  of  this  burner  shall, 
within  48  hours  after  each  installation,  notify  the 
Fire  Department  in  writing  of  the  name  of  the 
person  to  whom  this  burner  was  sold  and  the 

address  of  the  premises  where  installed. 

5  This  burner  shall  be  connected  to  a  legal  chimney, 
complying  with  the  requirements  of  section  403 
of  chapter  V  of  the  Code  of  Ordinances;  said 
chimney  to  have  a  readily  accessible  cleanout  door; 
the  flue  connection  to  the  chimney  shall  be  equipped 
with  automatic  damper. 

6 — The  device  shall  have  permanently  affixed  thereto 
a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  159-35-SA. 


Adjourned,  4:20  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 
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OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931;  May  12,  1931;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority :  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 
provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED :  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer- 
cial  profit,  provided  all  such  devices  are  installed  in  accord- 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP:  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER :  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS— Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for. dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED :  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  .  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
{Vi")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (J4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  (34)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  (J4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  (34)  inch 
thick. 

Note — All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL :  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE :  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

PERMANENT  DEFORMATION  :  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 

PERMIT :  Shall  mean  permit  for  storage  of  oil. 

PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2j4)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER :  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICA1ED:  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE :  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

STORAGE  CONTAINER :  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK :  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  1 ANK,  AUXILIARY:  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte- 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE :  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades  : 


Range  Oil 
No.  1  Fuel  Oil 
No.  2 
No.  3 
No.  4 
No.  5 
No.  6 


SP.  Gr.  (A.  P.  I.) 


40-44° 
36-40° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 


(k.)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictlv 
prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of .  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tanks 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 

,  .s,tee,  p  ,ates  by  the  open  hearth  process  and  known 

to  the  trade  as  tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mill 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 

i°n?  rust;  he  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Tlanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less— in.  shell,  ^  in. 

fl  C3.QS. 

Tanks  37  to  72  in.  in  diameter— in.  shell,  5/16  in 
heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in.  shell,  $4  in 

heads. 

1  anks  over  120  inches  in  diameter  to  be  of  y  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 

ni?ti,RIearer  than  ^  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de¬ 
scribed  for  the  bracing  of  flat  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  y  in.  in  diameter  rivets  2'/A  in.  pitch. 

.  she]1  5/16  in.  thick,  s/&  jn  diameter  rivets  2V*  in 
pitch. 

In  shell  in.  thick,  y  in.  diameter  rivets  2T/2  in.  pitch 

Section  2.  Rectangular  Tanks. 

(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  §4  of  an  inch  in  diameter 
and  spaced  not  more  than  2T4  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  by  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5),  or 
by  using'  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  ease  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members. 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 
together  with  braces  in  order  to  reduce  the  effective  length, 
the  braces  shall  not  be  stressed  higher  than  nine  thousand 
( 9,000)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 

(g)  If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars,  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  (V\"}  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes;  where  used  for  oils  having  a  viscosity 
less  than  500  sec.  Saybolt  Universal  at  100  F.  shall  have 
manhole  covers  bolted  and  air  tight;  where  used  for  oils 
having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 
for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
shall  be  r/\  inch  and  the  minimum  thickness  of  roof  plates 

inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

E  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
covered  by  Rule  5,  section  1 ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  rnay  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build- 
ing  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons 
capacity  and  not  more  than  one  such  tank  shall  be  con- 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")'  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walis  not  less  than  eight  inches  (8  )  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  ( 2' )  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10  )  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 
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ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (2')  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (l")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

.(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 

Section  3.  Outside  of  Buildings,  Above  Ground. 

(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1J4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja- 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 

If  distant  25  feet  from  line  of  adjoining 

property  which  may  be  built  upon  16,000  gallons 

If  distant  30  feet  .  24  000  “ 

If  distant  40  feet  .  ”  *  36  000  “ 

If  distant  50  feet  . | |  i  ^OOO  “ 

If  distant  60  feet  .  60  000  “ 

If  distant  75  feet  . .i;”  %;5oo  “ 

If  distanct  85  feet,  or  more .  IOO’oOO  “ 

(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1  y2)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (40  high  but  in  no  case  higher  than  one-fourth 
(ZA)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16).  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core;  of  masonry,  or  of 

reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  ’a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (1  y2)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 

(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist- 
ing  material.  All  tanks  shall  be  electrically  grounded. 

Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


„A\,r0'X}y  ritv'  st?”dard  full-weight  iron,  steel  or  brass 
l  "  '  extra-heavy  copper  brass  or  aluminum  alloy 

Flexible  metal  I,, a"d  d“ly  aM"™ed,  may  be  used 
adequately  pmtectld8  SoWeSd  ”  conveying  oil-  shal>  be 
Tubing  iS  belubmtoedfor  approTaT"5  "*  Pr°hib'*ed 

in  (size  than'thc  Cupply'  plpe.  mstalied  shaM  not  be  smaller 

Section  2.  Relief  Valves. 

Hn^rom  afoilVuXfreMlllinSLaIM  a  ^  "’e  discharg' 

^charge  line  fetweVn 

to  Severn  Scesa;verSoi?aprebsesuPrre°Vided  3  re'"f  yaIy* 

tha^one^and  o^dmifn'rA'  .f'  discharge  at  not  more 
pressure  of  the  system  itl  l  ^  tbe  ™aximuni  working 
-shall  be  returned  to  stor^,  d/SC*ar§e  from  relief  valves 
There  shah  be  fo  ££?»££ 

Section  3.  Vent  Pipe. 

and  draining °toetheV tank °shan°h  °f  S-e,el.’i  without  trap, 

age  tank.  The  lower  end  of  the  p?°Vdedt  for  each  st°r: 

through  the  top  of  the  storaoj  I  Lpipe  sha11  not  extend 

d").  Cross  connection  beZn  than  one  inch 

prohibited.  etween  vent  pipe  and  fill  pipe  fs 

the<bsimrgSdeaobfaofiryis0LSsmn9  tanks-  d«igned  to  hold 
into  a  main  header  ’  a"ed’  vent  «>“  '"ay  be  run 

.  (c)  Vents  shall  be  not  , 

inches  (1%")  in  diamefpr  °ne  anc*  one-quarter 

gallons’  capacity1  and  S  it/  ?,°rage  tanks  UP  to  1,100 
diameter  for  [orage  ?ank  'of %nW°nbldlcs  <T)  in 
Vents  for  auxiliary  storage  tanli’  °?  11<>nl  and  more- 

54  inch  in  diameter  and  2,  ?  sbalJ  be  less  than 
vent.  and  may  be  run  into  the  storage  tank 

hoods  an  d°  s  h  a*H  '  t  e  nn?n  a  to  6  P^OV,ided  with  weatherproof 
than  two  feet  (2')  frorn  K  n  jtbe  kudding  not  less 
less  than  five  feet  C5’)  nor  ^  opening  and  not 

above  the  fill  pipe  termiJS  If  th^"  !WeIve  feet  (12>) 
not  visible  from  the  fill  nin^  tbe  ,V<j nt  pipe  terminal  is 

<J”)  line  shall  be  conn  cS  to  t^r1  a  °ne-inch 

fid  Pipe  and  terminate  Tt thl  fifi  k-and  sha11  para,,el  the 
threaded  end.  Such  line  shall  Plpe  witfi  un- 

valve  set  ^chech 

Section  4.  Fill  Pipes. 

or  betow  fte"]evd  o£  the”  fil?P^ning,  °r  ?ub,way  gating  at 
shall  be  to  N°  *"  P,Pe 

fil/pipe^tceptTIuu-^a'batteryhof'tanl^ls'installed^con6 

£1?  “»a 

o'ff^vaive^  bra"ohefillP'plpe1Ssheanabetprov?dedTith  a^hat- 

if  z  s 

the  tank  and  be  provided  with  a  shut-off  valve  and  a  swintr 

MV  T  ,V%U  Sha"  be  ,OCated  at  P'Pe  termTnab 

(d)  All  fill  pipe  terminals  shall  be  of  approved  tvne 

fmhSt^ted •  °f  sultable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  sha 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  /§  inch 
mesh  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  iuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  on  fill  pipe 
shall  be  provided  with  a  left-handed  thread  and  the  hi 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-off 
valve  at  the  tank  and  at  the  burner  and  when  co™ectedto 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons  capacity,  shal 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  P°‘ 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122  F.)  is  used,  the 

anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  b\ 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (27o)  gallons  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  abo\e 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a  set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions: 

Temperature  control 

Ignition  “ 

Stack  or 

Combustion  “ 

Pressure  " 

Gravity 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and.  as  close  to.  such  en¬ 
trance  as  practical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  “Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons’ 

capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
rules,  the  installer  shall  file,  with  the  Commissioner  of 
Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where.  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans,  as.  in.  this 
section  required,  shall  be  certified,  to  by.  the  Commissioner 
of  Buildings  when  approved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
.  Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 

for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 

means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  VA  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  fhe  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2  )  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12*)  inches,  or  in 
lieu  of  such  insulation  the  combustible  material  shall’  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

.(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  The  floor  beneath  boiler  or  furnace  and  within  five 
(d)  lect  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (.6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves^  or  any  such  heating  devices  protected  by  a  shield 
of  V2  asbestos  or  equivalent  extending  at  least  twelve 
(12  )  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 


Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil¬ 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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APPROVED  APPLIANCES 


Burners  for  Industrial  Use 


Name  of  Burner  Calendar  No. 

Ace  Rotary  Oil  Burner .  47-35-SA 

Air-Blast  Oil  Burner .  579-32-SA 

Airtemp  Oil  Burner,  Models  D,  F  and  G. . . .  88-34-SA 

Alpine  Oil  Burner,  Models  A  and  H .  110-36-SA 

Anthony  Nebulyte  Oil  Burner .  1026-22-SA 

Aristocrat  Oil  Burner .  222-35-SA 

Associated  Oil  Burner .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 

Babcock  &  Wilcox  Mechanical  Oil  Burner...  45-21-SA 

Ballard  Automatic  Oil  Burner .  1363-23-SA 

Ballard  Low  Pressure  Mechanical  Oil  Burner  1493-22-SA 

Ballard  Jr.  Oil  Burner .  1176-27-SA 

Ballard  Staples  &  Pfeiffer  Steam  Atomizing 

High  Pressure  Burner .  1414-22-SA 

Berggren  Oil  Burner .  764-26-SA 

Best  Calorex  Burner .  1464-21-SA 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  485-32-SA 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

Bock  Oil  Burner,  Models  A,  B,  C  and  D....  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-5, 

WH-6  and  WH-8  .  102-34-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Models  A  and  B  195-33-SA 
Burnwell  Mechanical  Burner .  957-22-SA 

Caloroil  Burner,  Type  AA .  1361-24-SA 

Carter  Oil  Burner,  Models  4X  and  5X .  117-34-SA 

Central  Oil  Burner,  Models  4X  and  5X .  117-34-SA 

Chalmers-Ace  (Rotary)  Oil  Burner .  47-35-SA 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  .  608-32-SA 

Coen  Mechanical  Oil  Burner .  942-21-SA 

Concord  Burner  .  108-35-SA 

Cornell  No.  1  Type  A  Oil  Burner .  397-23-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Dahl  Mechanical  Fuel  Oil  Burner .  13-21-SA 

D’Elia  Oil  Burner  .  155-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Doe  Oil  Burner .  317-31-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Empire  Oil  Burner .  222-35-SA 

Enco  Type  400  Steam  Atomizing  Oil  Burner.  1414-23-SA 

Enco  Mechanical  Oil  Burner .  509-30-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15^33-SA 

Fess  Turbine  Burner,  Airoil  Fan  and  Pump  Set  26-22-SA 

Fine-Glo  Oil  Burner .  178-35-SA 

Forsdraft  Oil  Burner .  41.34.5^ 

Frankfort  Type  P  Oil  Burner .  1046-23-SA 

Gem  Fuel  Oil  Burner .  111-26-SA 

General  Electric  Fuel  Oil  Burner,  Model  D-l  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 .  228-33-SA 

Ghapco  Steam  Generator .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Fuel  Oil  Burner .  1636-21-SA 

Gold  Star  Oil  Burner,  Models  F  and  S .  166-33-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

GRD  Fuel  Oil  Atomizer .  128-27-SA 

Greenawalt  Down  Draft  Combustion  Oil 

Burning  Furnace  .  85-35-SA 

Hammond  Oil  Burner .  72-31-SA 


Name  of  Burner  Calendar  No. 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hauck  Venturi  Low  Pressure  Oil  Burner,...  88-27-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hobeco  Oil  Burner .  1278-21-SA 

Holby  Oil  Burner .  328-27-SA 

Holby  Type  B  Fuel  Oil  Burner .  689-29-SA 

Hupp  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Induslo  Fuel  Oil  Burner  1-27 .  5-24-SA 


Kelvinator  Oil  Burner,  Model  K . 

Kingsway  Century  Oil  Burner,  Models  F  and 

G . 

Korth  Oil  Burner,  Models  G  and  S . 

Ivreager  Oil  Burner . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 


105-34-SA 

369-33-SA 

136-34-SA 

367-30-SA 

354-34-SA 


Laco  Oil  Burner,  Alodels  F,  JF,  BF  and  D...  226-33-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75-34-SA 

Leintz  Oil  Burner .  155-20-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Lynn  Power  Oil  Burner,  Alodels  1,  2  and  3. . .  166-34-SA 

Alagna  Fuel  Oil  Burner .  197-33-SA 

Alahrvel  Low  Pressure  Burner .  859-26-SA 

Ala j or  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Maxon  Oil  Burner  (New  Style) .  1026-22-SA 

May  Oil  Burner .  68-24-SA 

Aletered  Heat  Oil  Burner,  Alodel  G .  136-34-SA 

Alicron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Afodels  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Mohawk  T)il  Burner,  Alodels  A  and  H .  110-36-SA 

Alonarch  Industrial  Oil  Burner .  133-35-SA 

Alorrissey  Oil  Burner,  Alodels  A1A-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3  and  MP-1 .  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Alorse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 
Alorse  Fuel  Oil  Burner .  820-23-SA 


National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

Nichols-AlcCann-Harrison  Burners .  255-31-SA 

North  American  Low  Pressure  Oil  Burner...  792-26-SA 

Oilbilt  Burner  .  85-33-SA 

Oronoque  Oil  Burner .  394-30-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Alodels  R-15  and  R-35..  21-36-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Peabody-Fisher  Wide  Range  Alech.  Oil  Burner  644-21-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Mechanical  Burner  and  Air  Register. .  735-24-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15  .  40-31-SA 


APPROVED  APPLIANCES 


Name  of  Burner  Calendar  No. 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner,  Model  W-AH  .  614-32-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  . .  21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner . 49-36-SA 

Quigley  No.  10  Low  Pressure  Oil  Burner _  436-31-SA 

Quinn  Oil  Burning  Equipment .  367-21-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

R:ynolds  Oil  Burner,  Model  GC . 266-34-SA 

Rockwell  Fuel  Oil  Burner .  341-21-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21 -S A 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S.  &  K.  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S.  K.  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30- A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  1 98-32- SA 

Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 

Simplex  Turbine  Fuel  Oil  Burner .  1203-22-SA 

Standardyne  Oil  Burner .  34.34-SA 

Steam  Oil  Burner .  183-22-SA 

Stephens  Oil  Burner,  Models  No.  1  and  No.  2  146-33-SA 

Stewart  Gasifier  Oil  Burner .  146-35-SA 


Name  of  Burner  Calendar  No. 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Supreme  Oil  Burner,  Model  G . .  .  136-34-SA 

Surface  Combustion  Low  Pressure  Burner...  92-23-SA 
Syncro-Flame  Oil  Burner,  Model  R .  139-35-SA 

Tate-Jones  Fuel  Oil  Burner,  “L”  Type .  1254-24-SA 

Tate-Jones  No.  6  Oil  Burner .  1444-23-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 

Todd  Mechanical  Fuel  Oil  Burner .  1525-22-SA 

Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 

Todd  Rotary  Burner,  Models  A,  B  and  C _  454-25-SA 

Todd  Spiro  Oil  Burner .  470-3 1-S A 

Todd  Spiro  Burner  (purnp  type) .  94-32-SA 

Todd  Steam  Atomizing  Fuel  Oil  Burner _  123-23-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

1  ropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Vapofier  Oil  Burner .  184-34-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wheco  Oil  Burner . . .  108-34-SA 

W  inslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-SA 

W  izard  Automatic  Oil  Burner .  181-33-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 


'  - - - - - — - - 

APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set. .  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump.. .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24- S A 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-SA 

Tate-Jones  . 492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22- SA 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appeals  from  Administrative  Orders 

132-36-A — 1064-1080  East  New  York  avenue,  southeast 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36- A — 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36- A — 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Appliances  Submitted  for  Approval. 

1279-25-SA— Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29- S A— Kennedy  2^4-inch  Hose  Outlet  Valve,  Type 
“A". 

359-30-SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

115-32-SA — Wayne  Domestic  Oil  Burner,  Model  K. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA— D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

117-34-SA— Carter  Oil  Burner  and  Central  Oil  Burner, 
Models  6X  and  10X. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System) 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 


163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226- 35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 

100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 

231- 35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Tvpe  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201  -36-SA— Quick  Heat  Pot  Type  Radiant  Heater,  Models 
316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202-36-SA— Quick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

216-36-SA — Orco-Richfield  Oil  Burner,  Model  A-l. 
219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

224-36-SA — Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Types),  Models  1P61,  1P62, 
1P91  and  1P92. 

227- 36-SA — -Ventalarm  for  F'uel  Oil,  Type  L. 

232- 36-SA — White  Heat  Oil  Burner. 

243-36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 
VCH  27,  VCH  19  and  VCH  17. 
248-36-5A — Dupont  Oil  Burner. 

254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  Ip2  in.  New 
York  Regulation  Lavatory  Trap.  __ 
264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
ivhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . - . . 

,  Street . - . . — . — 

,  1936. 


My  Subscription  is  to  begin  with  the  issue  for..., 
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U0.LIC  HEARINGS  ^36 


DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 


PU 


»LIC  HEARIN( 

Tuesdays,  at  10  a.  Mm 
Special  meetings  as  published 
Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


and- Jfy  nr  . 
ublished  in  this  Bill fetjtof:."* 

In  r  AT  rvnrloiic  9  ' 


Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public — 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  October  6,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  128-36-BZ,  145-36- 
BZ,  273-36-BZ,  935-19-BZ,  111-36-BZ,  262-32-BZ  and 
General  Resolution  relating  to  the  Multiple  Delling 
Law. 

Minutes  of  Regular  Meeting,  October  6,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  100-36-BZ,  636-20- 
BZ,  11-34-BZ,  624-26- BZ,  116-36-BZ,  124-36-BZ,  141-36- 
BZ,  116-33-BZ,  340-23-BZ,  64-32-BZ,  11-33-BZ,  251-36- 
A,  209-36-A,  218-36-A,  267-36-A,  268-36-A,  269-36-A, 
270-36-A,  184-35-A,  305-35-A,  198-36-A,  235-36-A,  236- 
36-A,  117-34-SA,  216-36-SA  and  224-36-SA. 

Correction  Affecting  Calendar  Number  262-36-A. 

Third  Quarterly  Report. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 


HOURS  FOR  CONSULTATION 
10  A  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  October  13, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  October  19,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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'  DOCKET 

New  Cases  Filed  up  to  October  7,  1936 


Cal.  No.  Department 

293-36-BZ . D.B.B . 


294-36- BZ . D.B.Bx. 


295-36-SA . F.D.. . 


296-36-BZ . D.B.M . 


Premises  Affected 

344-346  Eldert  street,  south¬ 
east  corner  of  Irving  ave¬ 
nue  (Block  3419,  Lots  31  & 
37),  Borough  of  Brooklyn, 
Applic.  11576-36.. 

,2496  Elm  place,  east  side, 
57.75  ft.  south  of  Fordham 
road  (Block  3023,  Lot  79), 
Borough  of  The  Bronx, 

N.B.  488-36. 

Vesta  Fuel  Oil  Meter,  Ap¬ 
pliance. 

1143-1145-1147  Second  ave¬ 
nue,  northwest  corner  of 
East  60th  street  (Block 
1415,  Lots  21  &  23),  Bor¬ 
ough  of  Manhattan, 

Applic.  2868-36. 


Restored  to  Calendar 

636-20-BZ . D.B.B . 6502-6520  Fifth  avenue, 

northwest  corner  of  66th 
street  (Block  5827,  Lot  27), 
Borough  of  Brooklyn, 

Applic.  12925-36. 


624-26-BZ . D.B.Q . Kissena  road  and  Nassau 

boulevard,  southwest  corner 
(Block  2167,  Lot  35),  Flush¬ 
ing,  Borough  of  Queens, 

N.B.  1725-32. 


11-34-BZ . D.B.B . 277-293  Chester  street,  east 

side,  179  ft.  2  in.  south  of 
Blake  avenue  (Block  3560, 
Lot  12),  Borough  of  Brook¬ 
lyn,  Applic.  14558-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B  B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . Sept. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Tan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  .  Tune 

Oil  Burner  Rules . Oct. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for.Tuly 

Plumbing  Rules  .  Oct. 

Procedure,  Rules  of . Sept. 

Refrigerating  Systems,  Extract  C.O.Sept. 
Smoking  in  Factories,  Rules  for.... Sept. 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . Aug.' 

Structural  Alterations,  Reporting. . .  Tune 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


8,  1936— Vol.  21.  No.  36 
1,  1936— Vol.  21,  No.  35 
14,  1936— Vol.  21,  No.  28 

29,  1936— Vol.  21,  No.  39 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

6,  1936— Vcl.  21,  No.  40 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 
13,  1936— Vol.  21,  No.  41 

8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 

18,  1936— Vol.  21,  No.  33 
25,  1936— Vol.  21,  No.  34 

7,  1932— Vol.  17,  No.  23 
28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . . Mar. 

Fireline  Hose  Valves . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use. Oct. 

Fuel  Oil  Pumps . Oct. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Sept. 


5.  1935— Vol.  20,  No.  10 
29,  1936— Vol.  21,  No.  39 

1,  1936— Vol.  21,  No.  35 
26,  1936— Vol.  21,  No.  21 

6,  1936— Vol.  21,  No.  40 
6,  1936— Vol.  21,  No.  40 

26,  1935— Vol.  20,  No.  48 

1,  1936— Vol.  21,  No.  35 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  OCTOBER  13,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

85-36-BZ. 

APPLICANT — Office  of  Henry  T.  Child,  for  Flatbush 
Savings  Bank,  owner. 

PREMISES — 2235-2247  Flatbush  avenue  and  1832  East 
48th  street,  northeast  corner  (Block  No.  8487,  Lot 
Nos.  1,-  3  and  5),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (pre¬ 
viously  dismissed  for  lack  of  prosecution ;  re¬ 
opened  and  restored  to  calendar  September  15, 
1936). 


82-36- BZ. 

APPLICANT — William  Hoelze,  for  Hoelze  Realty  Corp., 
owner. 

PREMISES — -206-24  to  206-26  Northern  boulevard,  south 
side,  117  ft.  6  in.  east  of  206th  street  and  206-19 
45th  road,  north  side,  100  ft.  east  of  206th  street 
(Block  No.  3148,  Lot  Nos.  9j4,  59  and  60),  Bay- 
side,  Borough  of  Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution 

TO  PERMIT  partly  in  a  business  use  district  and  partly  in 
a  residence  use  district  the  maintenance  of  a  lum¬ 
ber  storage  shed  and  planing  mill. 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Sept.  15,  1936 — Vol.  21,  No.  37 
Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932— Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules . Sept.  8,  1936 — Vol.  21,  No.  36 

Concrete  Rules  (Hydrated  Lime)...Dct.  13,  1936 — Vol.  21,  No.  41 

Elevator  rules  . Mar.  3,  1936— Vol.  21,  No.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935— Vol.  20,  No.  1 


OCTOBER  14,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning ,  Octo¬ 
ber  14,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 


CALENDAR 


cal,  no.  118-36-BZ — -Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  j_ot  No.  29), 
Borough  of  Manhattan. 

cal.  no.  189-36-BZ — Application,  June  22,  1936,  under  Sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  Richter,  applicant,  on  be¬ 
half  of  Solo  Linder,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station,  showroom,  auto¬ 
mobile  laundry,  brake  testing  station 
and  office;  premises  2994  Coney  Island 
avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  722  Banner  ave¬ 
nue,  southwest  corner  of  Guider  ave¬ 
nue  (Block  No.  7264,  Lot  No.  49), 
Borough  of  Brooklyn. 

cal.  no.  194-36-BZ — Application,  June  24,  1936,  under  sec¬ 
tion  7a  of  the  building  zone  resolution, 
of  Jacob  Lustig,  applicant,  on  behalf  of 
Department  of  Hospitals,  City  of  New 
York,  owner  to  permit  in  a  business  use 
district,  as  an  accessory  to  a  hospital, 
the  alteration  and  extension  of  a  for¬ 
mer  stable  for  ambulances  (now  occu¬ 
pied  as  a  garage),  so  as  to  accommo¬ 
date  thirty-five  (35)  motor  vehicles 
(including  ambulances)  ;  premises  451 
Clarkson  avenue  and  south  side  of 
Winthrop  street,  between  New  York 
avenue  and  Albany  avenue  (Block  No. 
4829,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

cal.  no.  187-36-BZ — Application,  June  19,  1936,  under  sec¬ 
tion  7a  of  the  building  zone  resolution, 
of  William  V.  McDevit,  applicant,  on 
behalf  of  Socony-Vacuum  Oil  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  busi¬ 
ness  use  district  the  alteration  and 
installation  of  a  lubritorium  unit  in 
an  existing  gasoline  service  station; 
premises  1190-1192  Bay  street  and  111- 
117  Hylan  boulevard,  northwest  cor¬ 
ner  (Block  No.  2850,  Lot  No.  32), 
Rosebank,  Borough  of  Richmond. 

cal.  no.  215-36-BZ — Application,  July  7,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Abraham  J.  Halprin,  applicant,  on 
behalf  of  Cotan  Realty,  Inc.,  owner, 
to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use 
district  the  alteration  and  change  of 
occupancy  of  part  of  an  existing  mul¬ 
tiple  dwelling  from  residence  use  to 
business  use  (stores)  ;  premises  188- 
198  Parkside  avenue,  south  side,  81 
ft.  10J4  in.  east  of  Ocean  avenue 
(Block  No.  5054,  Lot  No.  11),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  288-36-BZ — Application,  September  24,  1936,  under 
sections  7a  and  7c  of  the  building  zone 
resolution,  of  Leonard  A.  Swarthe, 
applicant,  on  behalf  of  B.  P.  M.  Realty 
Corporation,  owner,  to  permit  the  ex¬ 
tension  of  an  existing  business  build¬ 
ing  (stores)  from  a  business  use  dis¬ 
trict  to  a  residence  use  district;  prem¬ 
ises  741-747  East  Tremont  avenue, 
north  side,  100  ft.  east  of  Clinton 
avenue  (Block  No.  3093,  Lot  Nos.  53, 
54  and  55),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  14,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

258-36-A — Transportation  of  Fuel  Oil-  in  Trucks  in  New 
York  City. 

247-36-A — 27  Park  place  and  24-26  Murray  street  (Block 
No.  124,  Lot  No.  12),  Borough  of  Manhattan. 

276-36-A — 94  Bowery,  west  side,  50  ft.  8  in.  north  of  Hes¬ 
ter  street  (Block  No.  239,  Lot  No.  36),  Bor¬ 
ough  of  Manhattan. 

290- 36-A — 574  Saratoga  avenue,  west  side,  192  ft.  north 

of  Sutter  avenue  (Block  No.  3514,  Lot  No. 
63),  Borough  of  Brooklyn. 

292-36-A — 282-296  Chester  street,  west  side,  180  ft.  north 
of  Dumont  avenue,  and  251-279  Bristol  street 
(Block  No.  3559,  Lot  Nos.  39,  40,  41,  42  and 
43),  Borough  of  Brooklyn. 

271-36-A — 417-427  East  108th  street,  north  side,  195  ft. 

east  of  First  avenue  (Block  No.  1702,  Lot  No. 
9),  Borough  of  Alanhattan. 

291- 36- A — 112  East  21st  street,  west  side,  171  ft.  south 

of  Caton  avenue  (Block  No.  5081,  Lot  No. 
15),  Borough  of  Brooklyn. 

Variation  of  Labor  Law 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 

242-36-SA— Swirling  Heat  Oil  Burner. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

10-36-SA — Fee  &  Mason  Fill  Pipe  Terminal  for  Fuel  Oil 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon, 
October  14,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board: 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi- 
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ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No  6). 
Borough  of  Manhattan. 

cal.  no.  145-36-BZ — Application,  May  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  Katherine  Eckhardt,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  379  East  Gun 
Hill  road  and  3501  Webster  avenue, 
northwest  corner  (Block  No.  3356,  Lot 
No.  220),  Borough  of  The  Bronx. 

cal.  no.  273-36-BZ — Application,  September  15,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution  of  John  Eberson,  applicant, 
on  behalf  of  Queens-73rd  Street  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  erection  of 
a  building  to  be  used  for  motion  pic¬ 
ture  theatre  and  stores  ;  premises  73-01 
to  73-09  37th  road  and  37-55  73rd 
street,  northeast  corner  (Block  No. 
1284,  Lot  Nos.  7,  9  and  11),  Jackson 
Heights,  Borough  of  Queens. 

cal.  no.  100-36-BZ — Application,  April  17,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  The  MacMurray  Holding  Corpora¬ 
tion,  applicant,  on  behalf  of  Blervie 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  135-137  West  51st  street, 
north  side,  and  130-134  West  52nd 
street,  south  side,  300  ft.  east  of  Sev¬ 
enth  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  ot 
Manhattan. 

HARRIS  H  MURDOCK,  Chairman. 


OCTOBER  16.  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning.  October 
16,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter  . 

cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdmw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension,  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 


130  East  39th  street,  southwest  corner 
(Block  No  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  19,  193G,  AT  2  P.  M. 

Building  Zone  Cases 

249-36-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Steinberg  and 
Pokoik,  owners. 

PREMISES — 1197  Grand  Concourse  and  138-148  East 
167th  street,  southwest  corner  (Block  No.  2463, 
Lot  No.  46),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution 

TO  PERMIT  partly  in  a  residence  use  district  and  partly 
in  a  business  use  district  the  alteration  of  exist¬ 
ing  multiple  dwelling  and  stores  by  adding  six 
(6)  additional  stores  on  the  basement  story,  East 
167th  street  front  of  building. 

181-36-BZ. 

APPLICANT — Irving  Kirshenblit,  for  Joseph  Weiss  Co., 
Inc.,  owner. 

PREMISES — 1490-1498  Linden  boulevard,  south  side,  478 
ft.  4)4  in.  east  of  Rockaway  avenue  ('Block  No. 
3644,  Lot  No.  85),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution 

TO  PERMIT  the  extension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a  proposed 
gasoline  service  station. 

126-36-BZ. 

APPLICANT — City  Parking  Stations,  Inc.,  for  Chase 
National  Bank  of  the  City  of  New  York,  owner. 

PREMISES — 288-290  Madison  avenue,  west  side,  51.9  ft. 
north  of  East  40th  street  (Block  No.  1275,  Lot 
Nos.  16  and  17),  Borough  of  Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution 

TO  PERMIT  the  use  of  the  plot  for  the  parking  of  more 
than  five  (5)  motor  vehicles  in  a  retail  use  dis¬ 
trict. 

214-36-BZ. 

APPLICANT — Myles  Levinson,  for  Cooper  Chemists, 
Inc.  and  Ezra  Jaffe,  owners. 

PREMISES — 1512-1524  Bath  avenue,  southwest  corner 
of  Bay  10th  street  (Block  No.  6427,  part  of  Lot 
No.  39),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 

158-36-BZ. 

APPLICANT — Gustave  Lindell,  for  Kew  Club  Realty 
Corp.,  owner. 

PREMISES— 83-26  Austin  street,  south  side,  180  ft.  east 
of  Lefferts  boulevard  (Block  No.  3338,  Lot  No. 
25),  Kew  Gardens,  Borough  of  Queens. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  storage  and 
parking  of  more  than  five  (5)  motor  vehicles. 
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256- 36-BZ. 

APPLICANT — William  I.  Hohauser,  for  Marie  E.  Har- 
dart,  owner. 

PREMISES — 1109  Lexington  avenue,  east  side,  68.6  ft. 
north  of  East  77th  street,  and  153-157  East  77th 
street  (Block  No.  1412,  Lot  Nos.  20)4,  23,  23)4 
and  24),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  the  erection  of  a  business  building  (theatre) 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district,  and  the  omission  of  the  re¬ 
quired  rear  yard. 

589-31-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Sona  Cooper- 
stein,  owner. 

PREMISES— 159-01  to  159-07  114th  avenue  (Linden 

boulevard),  northeast  corner  of  159th  street,  and 
159-02  to  159-08  Meyer  avenue  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  July  14,  1936), 

TO  PERMIT  the  extension  in  area  of  an  existing  gaso¬ 
line  service  station  in  a  business  use  district,  pre¬ 
viously  granted  by  the  board. 

266-36-BZ. 

APPLICANT— Lama  &  Proskauer,  for  Frederick  Reiner, 
owner. 

PREMISES — Northeast  corner  of  Queens  boulevard  and 
Nassau  boulevard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part  of  Lot  No. 
21),  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  district. 

241-36-BZ. 

APPLICANT — George  A.  Voss,  for  Medical  Society  of 
the  County  of  Kings  and  Academy  of  Medicine 
of  Brooklyn,  Inc.,  owner. 

PREMISES — 1307-1311  Bedford  avenue  and  1214  Atlan¬ 
tic  avenue,  southeast  corner  (Block  No.  1200,  Lot 
No.  9),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 

257- 36-BZ. 

APPLICANT — John  J.  Beatty,  for  Buckminster  Estates, 
Inc.,  owner. 

PREMISES — 1713  Church  avenue,  north  side,  105  ft.  9^ 
in.  east  of  East  17th  street  (Block  No.  5078,  Lot 
No.  30),  Borough  of  Brooklyn,. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  of  a  business  building  ('theatre 
and  stores)  extending  from  a  business  use  district 
to  a  residence  use  district. 


OCTOBER  20,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Octo¬ 


ber  20,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  115-36-BZ — Application,  April  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Gustave  Goldman,  applicant,  on  be¬ 
half  of  George  Beaudry,  owner,  to  per¬ 
mit  in  a  business  use  district  the  use 
of  a  plot  of  ground  for  parking  more 
than  five  (5)  motor  vehicles  and,  also, 
automobile  wrecking;  premises  5283- 
5291  Kings  Highway,  east  side,  60  ft.  9 
in.  north  of  Preston  court  (Block  No. 
7949,  Lot  No.  20),  Borough  of  Brook¬ 
lyn. 

cal.  no.  223-36-BZ — Application,  July  14,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  John  Adikes,  applicant, 
on  behalf  of  Jamaica  Savings  Bank, 
owner,  to  permit  partly  in  an  unre¬ 
stricted  use  district  and  partly  in  a 
business  use  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles;  premises  91-11 
to  91-25  144th  place  and  144-01  to 
144-09  Archer  place  (avenue),  north¬ 
east  corner  (Block  No.  1033,  Lot  Nos. 
20  and  25),  Jamaica,  Borough  of 
Queens. 

cal.  no.  225-36-BZ — Application,  Scacchetti  and  Siegel,  ap¬ 
plicants,  on  behalf  of  The  North 
American  Holding  Corp.,  owner,  to 
permit  in  a  residence  use  district  the 
erection  of  a  six  (6)  story  multiple 
dwelling  with  business  use  (stores)  on 
the  first  story;  premises  1182-1196 
Grand  Concourse  and  180-188  East 
167th  street,  southeast  corner  (Block 
No.  2456,  Lot  Nos.  155  and  163),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  222-36- BZ — Application,  July  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Boochever,  McManus  and  Ostrow, 
applicants,  on  behalf  of  New  York 
Water  Service  Corporation,  owner,  to 
permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  steel 
tank  for  storage  of  water;  premises 
3402-3424  Foster  avenue,  south  side, 
540  ft.  west  of  East  37th  street  (Block 
No.  4982A,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  239-36-BZ — Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frackman  and  Robins,  appli¬ 
cants,  on  behalf  of  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  Northwest  corner 
of  Grand  Concourse  and  East  182nd 
street  (Block  No.  3163,  Lot  No.  40), 
Borough  of  The  Bronx. 

cal.  no.  281-36-BZ — Application,  September  18,  1936,  under 
sections  7b,  7c  and  21  of  the  building 
zone  resolution,  of  Thomas  W.  Lamb, 
Inc.,  applicant,  on  behalf  of  Enfants 
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Real  Estate  Corporation,  owner,  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  alteration  of  an  existing  business 
building  so  as  to  include  a  theatre ; 
premises  1146-1148  Madison  avenue 
26-28  East  85th  street,  southwest  cor¬ 
ner  (Block  No.  1496,  Lot  No.  60), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  20,  1936,  2  P.  M. 

Variation  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

Appeals  from  Administrative  Orders 

251-36-A — 1796-1808  Broadway,  232-240  Central  Park 
South,  235-241  West  58th  street,  southeast 
corner  of  Broadway  and  Central  Park  South 
(Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 

209-36- A— 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

218-36-A — 979-989  Clarkson  avenue,  northeast  corner  ot 
Remsen  avenue  (Block  No.  4626,  part  of  Lot 
No.  37),  Borough  of  Brooklyn. 

267- 36-A — 646-720  Van  Siclen  avenue,  northwest  corner  of 

Hegeman  avenue  (Block  No.  4304,  Lot  No. 
12),  Borough  of  Brooklyn. 

268- 36- A — 601-611  Sheffield  avenue,  northeast  corner  of 

Livonia  avenue  (Block  No.  3805,  Lot  No.  1), 
Borough  of  Brooklyn. 

269- 36-A— -53-59  Chester  street,  east  side,  120  ft.  north  of 

Pitkin  avenue  (Block  No.  3499,  Lot  Nos.  8, 
10  and  12),  Borough  of  Brooklyn. 

270- 36-A — 934-942  Halsey  street,  south  side,  189  ft.  east 

of  Saratoga  avenue  (Block  No.  1495,  Lot  No. 
16),  Borough  of  Brooklyn. 

132-36-A — 1064-1080  East  New  York  avenue,  southwest 
corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

163- 36-A — 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A — 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  be¬ 
tween  42nd  street  and  43rd  street  (Block 
No.  5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Octo¬ 
ber  20,  1936,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter : 

cal.  no.  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 


resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board ;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  23,  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  October 
23,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  284-36-BZ — Application,  September  22,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  W.  T.  McCarthy,  applicant, 
on  behalf  of  House  of  St.  Giles  the 
Cripple,  owner,  to  permit  partly  in 
a  “C”  area  district  and  partly  in  an 
“E”  area  district  the  alteration  and 
extension  in  height  of  an  existing 
hospital  building,  and  the  erection  of 
additions  thereto  to  occupy  a  greater 
area  than  permitted  by  the  building 
zone  resolution;  premises  1342-1350 
President  street  and  335-343  Brooklyn 
*  avenue,  southeast  corner  (Block  No. 

1285,  Lot  No.  7),  Borough  of  Brook¬ 
lyn. 

cal.  no.  25-36-BZ — Application,  February  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jane  Grillo,  applicant  and 
owner,  to  permit  in  a  business  use 
district  the  change  of  occupancy  of 
an  existing  garage  for  more  than  five 
(5)  motor  vehicles  to  a  garage  for 
more  than  five  ('5)  motor  vehicles 
and  repair  shop;  premises  1484  Coney 
Island  avenue,  west  side,  440  ft.  north 
of  Avenue  L  (Block  No.  6536,  Lot 
No.  20),  Borough  of  Brooklyn. 

cal.  no.  109-36-BZ — Application,  April  23,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  M.  Baker,  applicant,  on  be¬ 
half  of  Agnes  Spanos,  owner,  to  per¬ 
mit  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  108-23  Asto¬ 
ria  boulevard,  north  side,  183.9^  ft. 
east  of  31st  drive  (Block  No.  1679,  Lot 
No.  44),  Elmhurst,  Borough  of 
Queens. 

cal.  no.  121-36-BZ — Application,  May  5,  1936,  under  sec¬ 
tions  7f  and  21  of  the  building  zone 
resolution,  of  Benjamin  Maksik,  appli¬ 
cant  and  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
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maintenance  of  an  open  air  dining 
and  dancing  pavilion  and  also  the 
parking  of  more  than  five  (5)  motor 
vehicles  (of  patrons)  ;  premises  2686- 
2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of 
Brooklyn. 

cal.  no.  159-36-BZ — Application,  May  29,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 
tion,  of  Frank  G.  Colgan,  applicant, 
on  behalf  of  Alurion  Realty  Corpora¬ 
tion,  owner,  to  permit  in  a  retail  use 
district  the  use  and  maintenance  of 
a  plot  of  ground  as  a  parking  space 
for  more  than  five  (5)  motor  vehi¬ 
cles  for  a  temporary  period  of  two 
(2)  years;  premises  245-259  West  41st 
street,  north  side,  100  ft.  east  of  8th 
avenue  (Block  No.  1013,  part  of  Lot 
No.  3),  Borough  of  Manhattan. 

cal.  no.  180-36-BZ — Application,  June  12,  1936,  under  sec¬ 
tion  21  of  tbe  building  zone  resolu¬ 
tion,  of  Joseph  T.  Hammer,  applicant, 
on  behalf  of  Margaret  V.  McCabe, 
owner,  to  permit  in  a  residence  use 
district  the  change  of  occupancy  of 
an  existing  building  from  residence 
use  to  business  use  (undertaking  es¬ 
tablishment)  ;  premises  1938  Grand 
Concourse,  east  side,  71.04  ft.  south 
of  East  178th  street  (Block  No.  2810, 
Lot  No.  5),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  26,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

217-33-BZ. 

APPLICANT — Benjamin  N.  Brody,  for  Helen  Schrage 
Lehman,  owner. 

PREMISES — 110-38  Springfield  boulevard  and  217-20  110th 
road  (Junior  place),  southwest  corner  (Block  No. 
2038,  part  of  Lot  No.  28),  Queens  Village,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied). 

244-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Bennet-Shieber, 
Inc.,  owner. 

PREMISES — Northeast  corner  of  Liberty  avenue  and 
104th  avenue  (Block  No.  1404,  part  of  Lot  Nos. 
141  and  145),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 

250-36-BZ. 

APPLICANT — Benjamin  Millstein,  for  The  City  Mort¬ 
gage  Company,  owner. 

PREMISES — 182-184  Fulton  street  and  91  Orange  street, 
northwest  corner  (Block  No.  222,  Lot  No.  17), 
Borough  of  Brooklyn. 


APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

10  PERMIT  the  change  of  use  from  stores  to  gasoline 
service  station  for  a  portion  of  the  first  floor  of 
an  existing  garage  and  store  building. 


OCTOBER  27,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  October 
27,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  391-27-BZ— Application  of  Daniel  Marshall,  ap¬ 
plicant,  on  behalf  of  Sinclair  Refining 
Co.,  lessee  (long  term  lease),  reopened 
June  16,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  and  partly  in  an 
unrestricted  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  (previously  denied  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion)  ;  premises  5214-5218  Broadway 
and  89  West  225th  street,  northeast 
corner  (Block  No.  2215,  Lot  No.  106), 
Borough  of  Manhattan. 

cal.  no.  16-36-BZ — Application,  January  27,  1936,  under 
sections  7f  and  21  of  the  building  zone 
resolution,  of  Albert  Goldhammer,  ap¬ 
plicant,  on  behalf  of  A.  F.  &  G.  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion ;  premises  1865-1869  Westchester 
avenue  and  1301  White  Plains  road, 
north  side  of  Westchester  avenue, 
from  Leland  avenue  to  White  Plains 
road  (Block  No.  3880,  Lot  Nos.  1,  2, 
3,  4  and  5),  Borough  of  The  Bronx. 

cal.  no.  151-36-BZ — Application,  May  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Felix  J.  Wasselle,  applicant,  on 
behalf  of  Y.  Showronski,  owner,  to 
permit  in  a  residence  use  district  the 
change  of  occupancy  of  part  of  an 
existing  residence  building  to  business 
use  (store)  ;  premises  439  Vermont 
street,  east  side,  180  ft.  north  of  Blake 
avenue  (Block  No.  3774,  Lot  No.  10), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  4,  1926,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  No¬ 
vember  4,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter : 

cal.  no.  54-36-BZ — Application,  March  10,  1936,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  Kadel,  Van  Kirk  and 
Trencher,  applicants,  on  behalf  of  B. 
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&  S.  Gasoline  Stations,  Inc.,  owner, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline 
service  station ;  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend 
Neck  road,  northwest  corner  ('Block 
No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  17,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  No¬ 


vember  17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 

cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and.  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  OCTOBER  6,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  September  29,  1936  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  September  29,  1936,  were  approved  as  printed  in 
Bulletin  No.  40,  Vol.  XXL 


BUILDING  ZONE  CASES 

128-36-BZ. 

APPLICANT — Harry  P.  Jaenike,  for  Spruille  Braden, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  multiple  dwelling, 
and,  also,  a  garage  for  more  than  five  (5)  motor 
vehicles  to  be  used  for  tenants  of  multiple  dwell¬ 
ing  on  same  plot. 

PREMISES  AFFECTED  —  5205-5257  Sycamore  avenue, 
west  side,  308.57  ft.  south  of  West  254th  street,  be¬ 
tween  Sycamore  avenue  and  railroad  right  of  way 
(Block  No.  3420,  Lot  Nos.  485-850),  Borough  of 
The  Bronx. 

APPEARANCES — 

For  Applicant:  Harry  P.  Jaenike. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  November  17,  1936 
at  10  a.m.  upon  request  of  applicant. 


145-36-BZ. 

APPLICANT — Scaccchetti  &  Siegel,  for  Katherine  Eck- 
hardt,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 379  East  Gun  Hill  road  and 
3501  Webster  avenue,  northwest  corner  (Block 
No.  3356,  Lot  No.  220),  Borough  of  The  Bronx. 


APPEARANCES— 

For  Applicant :  Max  Siegel. 

For  Opposition:  John  G.  Coleman. 

ACTION  OF  BOARD — Laid  over  to  October  14,  1936  at 
2  p.m.  for  report  of  committee.  No  further  argu¬ 
ment. 


273-36-BZ. 

APPLICANT — John  Eberson,  for  Queens-73rd  Street 
Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  erection  of  a  building  to  be  used  for 
motion  picture  theatre  and  stores. 

PREMISES  AFFECTED— 73-01  to  73-09  37th  road  and 
37-55  73rd  street,  northeast  corner  (Block  No. 
1284,  Lot  Nos.  7,  9  and  11),  Jackson  Heights,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant :  Philip  Wellins  and  James  Ruder- 
man. 

For  Opposition:  Arthur  S.  Johnson,  Mrs.  W.  J. 
Behrens,  Mrs.  F.  Kappler,  Mrs.  J.  Karheen, 
Mrs.  M.  Griebell. 

ACTION  OF  BOARD — Laid  over  to  October  14,  1936  at 
2  p.m.  for  report  of  committee.  No  further  argu¬ 
ment. 


935-19-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  Firestone  Tire  and 
Rubber  Co.,  owner. 

SUBJECT- — Application  reopened  September  22,  1936  un¬ 
der  Section  21  for  consideration  of  an  amendment 
of  resolution — re  (decision  of  the  commissioner 
of  buildings)  so  as  to  permit  in  a  business  use  dis¬ 
trict  the  extension  of  existing  gasoline  service 
station  and  the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  garage  and  gaso¬ 
line  service  station  previously  granted  by  the 
board. 

PREMISES  AFFECTED — 1730-1750  Bedford  avenue  and 
133-147  Empire  boulevard,  northwest  corner  and 
94-110  Sullivan  place  (Block  No.  1306,  Lot  No. 
49),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 
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For  Opposition:  Alice  Brennan. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936  at 
2  p.m.  for  further  consideration ;  applicant  to  sub¬ 
mit  revised  plans. 


111-36-BZ. 

APPLICANT — Guerino  Salerni,  for  1776  Park  Avenue 
Corporation,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings),  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 76  East  123rd  street  and  1768- 
1778  Park  avenue,  southwest  corner  (Block  No. 
1748,  Lot  No.  21),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  A.  H.  Brown,  Guerino  Salerni  and 
Jacob  Vandergriek. 

For  Opposition :  Charles  M.  Early,  Leonard  J. 
Reich,  Minna  Loeb,  Oscar  S.  Rosner  and  W. 


T.  Gallagher. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(111-36-BZ) 


Whereas,  Guerino  Salerni,  for  1776  Park  Avenue  Cor¬ 
poration,  owner,  filed  April  25,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station ;  premises :  76  East  123rd  street  and  1768-1778  Park 
avenue,  southwest  corner  (Block  No.  1748,  Lot  No.  21), 
Borough  of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  6,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Park  avenue  is  in  a  busi¬ 
ness  district;  East  123rd  street  is  in  a  residence  and 
business  district;  East  124th  street  is  in  a  residence  and 
business  district  and  Madison  avenue  is  in  a  residence 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  March  26,  1936,  re  Alteration  Application 
No.  3403-36,  reads : 

“1.  Gasoline  station  in  a  business  district  is  pro¬ 
hibited  by  article  No.  2,  section  No.  4  of  the  zone 
resolution.  Reconsideration  denied. 

2.  Premises  appear  to  be  laid  out  for  garage  pur¬ 
poses  in  the  lumber  yard,  and  this  is  contrary  to  arti¬ 
cle  No.  5,  section  No.  21  of  the  zoning  resolution. 
Reconsideration  denied.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100.1  ft.  on  Park  avenue  and  80  ft.  on 
East  123rd  street,  occupied  as  a  lumber  yard.  Upon  the 
plot  there  is  located  a  two-story  non-fireproof  structure, 
34  ft.  by  40  ft.  in  area;  used  on  the  first  story  as  a 
garage  for  less  than  five  commercial  motor  vehicles  and 
on  the  second  story  as  dwelling;  proposes  to  remove  this 
building;  also,  upon  the  plot  there  are  two  one-story  of¬ 
fices  and  lumber  sheds ;  it  is  proposed  to  remove  the  two 
offices  and  part  of  the  lumber  sheds  and  to  use  the 
front  portion  of  the  plot  as  a  gasoline  service  station 
with  accessory  uses  and  to  maintain  the  rear  portion  as 
a  lumber  yard ;  and 


Whereas,  it  appeared  that  the  premises  are  and  have 
been  occupied  for  a  conforming  use  and  it  is  desired 
to  add  a  non-conforming  use  for  the  purpose  of  increas¬ 
ing  income;  and 

Whereas,  the  board  deemed  that  applicant  failed  to 
substantiate  the  basis  of  appeal  under  section  21  on  the 
grounds  of  practical  difficulty  and  unnecessary  hardship. 

Re  solved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


262-32-BZ. 

APPLICANT— Edward  J.  Walsh,  for  Edward  J.  Walsh 
and  Mary  Walsh,  owners. 

SUBJECT— Application  reopened  September  22,  1936  for 
consideration  as  to  extension  of  permit — re  Appli¬ 
cation  (decision  of  the  superintendent  of  build¬ 
ings),  granted  under  section  7f  of  the  building 
zone  resolution,  permitting  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED-Southwest  corner  of  Wyona 
avenue  and  Willowbrook  road  (Block  No.  2099 
Lot  Nos.  29,  30  and  31),  Port  Richmond,  Borough 
of  Richmond. 

APPEARANCES— 

For  Applicant:  Edward  J.  Walsh. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended 
THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

V/alsh  .  4 

Negative  . q 

Absent  . 0 

THE  RESOLUTION— 

(262-32-BZ) 

Whereas,  the  application  affecting  premises :  Southwest 
Wyona  avenue  and  Willowbrook  road  (Block 
No.  2099,  Lot  Nos.  29,  30,  31),  Port  Richmond,  Borougn 
?*RlCrhmond’  was  granted  by  the  board  September  23, 
x  ’  a  temporary  period  of  two  years,  the  period 
extended  September  11,  1934,  and  owner  requested  a  fur¬ 
ther  extension ;  and 


Whereas,  this  application  was  reopened  by  vote  of 
the  board  September  22,  1936;  and 

Whereas,  a  public  hearing  was  held  on  the  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  October  6,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
September  23,  1932,  be  and  it  hereby  is  amended,  so  that 
as  amended  the  resolution  will  read : 


“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolu¬ 
tion,  and  that  the  application  be  and  it  hereby  is 
granted,  under  section  7,  subdivision  F,  for  a  tem¬ 
porary  period  of  two  years,  on  condition  that  all 
pumps  shall  be  set  back  from  the  building  lines  on 
all  street  fronts  not  less  than  10  ft.;  any  accessory 
use  conducted  on  the  premises  shall  be  housed  in  one- 
story  structures;  any  advertising  signs  advertising  the 
non-conforming  use  shall  be  confined  to  the  illumi¬ 
nated  globes  of  the  pumps ;  there  shall  be  but  two 
entrances  to  the  gasoline  station  on  Willowbrook  road 
and  one  on  Wyona  avenue,  the  curb  cuts  in  front 
thereof  shall  be  not  more  than  14  ft.  wide  each;  all 
permits  required  shall  be  obtained  within  three  months 
and  all  work  completed  within  six  months  from  the 
date  of  this  action.” 
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GENERAL  RESOLUTION 

SUBJECT — General  resolution  relating  to  Art.  1,  Sect.  4, 
subdivisions  14,  16  and  18  and  Sect.  141,  Multiple 
Dwelling  Law. 

ACTION  OF  BOARD — General  resolution  adopted,  relat¬ 
ing  to  Art.  1,  Sect.  4,  Subdivisions  14,  16  and  18, 
and  Sect.  141,  Multiple  Dwelling  Law. 

THE  VOTE  TO  ADOPT  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

Resolved,  that  the  following  interpretation  of  the  Mul¬ 
tiple  Dwelling  Law  be  and  it  hereby  is  adopted : 

Article  1,  section  4,  subdivision  14,  the  front  of  a  lot 
in  the  case  of  a  corner  lot  is  the  street  front  elected  as 
evidenced  by  the  location  of  the  rear  yard  opposite  such 
front. 

Article  1,  section  4,  subdivision  16,  in  the  case  of  a 
corner  lot,  when  election  of  the  front  has  been  made,  a 
corner  building  fronts  the  elected  street  only  and  not 


two  streets.  In  the  case  of  a  building  running  through 
from  street  to  street,  there  may  be  two  fronts  elected  as 
the  street  fronts,  one  on  each  street,  and  the  curb  level 
is  the  established  curb  level  at  each  of  such  fronts  meas¬ 
ured  respectively  at  the  center  of  each  of  such  fronts. 

Article  1,  section  4,  subdivision  18 — the  determination 
as  to  a  cellar  or  basement  is,  in  the  case  of  a  corner 
building,  based  on  the  front  elected  as  the  street  front. 
In  the  case  of  a  building  running  through  from  street  to 
street,  such  determination  is  based  on  the  front  of  each 
street.  In  the  case  of  a  corner  plot,  the  curb  level  and 
grades  of  the  street  not  elected  as  the  street  front  under 
section  4,  subdivision  14,  are  not  factors  in  the  identity  of 
the  cellar  or  basement  as  such. 

Under  section  141,  the  provision  reading:  “located  on  a 
street  of  which  the  grade  is  more  than  4  ft.  in  100  ft.” 
should  be  taken  in  the  case  of  a  corner  building  as  hav¬ 
ing  reference  only  to  the  street  elected  under  section  4, 
subdivision  14,  as  the  one  on  which  the  building  fronts 
irrespective  of  the  grade  of  the  side  street. 


Adjourned,  12:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  OCTOBER  6,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

100-36-BZ. 

APPLICANT — The  MacMurray  Holding  Corporation,  for 
Blervis  Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7-H  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  parking  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 135-137  West  51st  street,  north 
side,  and  130-134  West  52nd  street,  south  side,  300 
ft.  east  of  7th  avenue  (Block  No.  1004,  Lot  Nos. 
13,  14,  50,  51  and  52),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Laid  over  to  October  14,  1936,  at 
2  p.m.  for  report  of  committee.  No  further  argu¬ 
ment. 


636-20-BZ. 

APPLICANT — Michael  Mario,  for  Constant  Motor  Serv¬ 
ice  Corp.,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
(decision  of  the  commissioner  of  buildings),  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  alteration  of 
existing  garages  for  more  than  five  (5)  motor  ve¬ 
hicles  previously  granted  by  the  board. 

PREMISES  AFFECTED — 6502-6520  5th  avenue,  north¬ 
west  corner  of  66th  street  (Block  No.  5827,  Lot 
No.  27),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Michael  Mario. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 


THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


11-34-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Ada  Koggan, 
owner. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  proposal— re  (decision  of  the  commission¬ 
er  of  building)  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  parking  of  more  than  five  (5)  motor  vehicles 
(previously  denied  under  section  21  for  a  junk 
shop). 

PREMISES  AFFECTED — 277-293  Chester  street,  east 
side,  179  ft.  2  in.  south  of  Blake  avenue  (Block 
No.  3560,  Lot  No.  12),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


624-26-BZ. 

APPLICANT — Apa  Realty  Corporation,  owner. 

SUBBJECT — Annlication  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  7f  of  the  building 
zone  resolution,  permitting  in  a  business  use  dis¬ 
trict  the  maintenance  of  a  gasoline  service  station 
(erected  under  a  temporary  variation  granted  by 
the  board)  for  an  additional  temporary  period  of 
two  (2)  years. 
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PREMISES  AFFECTED — Southwest  corner  of  Kissena 
boulevard  (road)  and  Nassau  boulevard  (Block 
No.  2167,  Lot  No.  35),  Flushing,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Anna  Rheinhardt. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . . .  4 

Negative  .  0 

Absent  . *  q 


116-36-BZ. 

APPLICANT — Nessim  Heffez,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of.  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  maintenance  of  a  parking  space  for  the 
storage  of  more  than  five  (5)  cars. 

PREMISES  AFFECTED — 94-12  to  94-20  Boardwalk  and 
116  Beach  95th  street,  northeast  corner  (Block 
No.  633,  Lot  No.  1),  Rockaway  Beach,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack 
of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . ’  o 

Absent  .  0 


THE  RESOLUTION— 

(116-36-BZ) 

Whereas,  this  application  affecting  premises  94-12  to 
94-20  Boardwalk  and  116th  Beach  95th  street,  northeast 
corner  (Block  No.  633,  Lot  No.  1),  Rockaway  Beach,  Bor¬ 
ough  of  Queens,  was  filed  with  this  board  on  April  29, 
1936  by  Nessim  Heffez,  applicant  and  owner;  and 

Whereas,  the  applicant  failed  to  complete  his  papers 
although  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


124-36-BZ. 

APPLICANT  Jacob  Fisher  for  Mortgage  Commission 
Servicing  Corp. 

SUBJECT— -Application  (re  decision  of  the  commissioner 
of.  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
district  the  maintenance  of  a  parking  space  for 
^be  st°ragc  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 63-67  West  35th  street,  north- 
side,  100  ft.  east  of  6th  avenue  (Block  No.  837, 
Lot  No.  6),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  Tp  DISMISS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . !!!.'."!!.[  0 

THE  RESOLUTION— 

(124-36-BZ) 

Whereas,  this  application  affecting  premises  63-67  West 


street,  north  side,  100  ft.  east  of  6th  avenue  (Block 
.No.  837,  Lot  No.  6),  Borough  of  Manhattan,  was  filed  with 
this  board  on  May  6,  1936  by  Jacob  Fisher  for  Mortgage 
Commission  Servicing  Corporation,  owner;  and 
Whereas,  the  applicant  failed  to  complete  his  papers 
although  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


141-36-BZ. 

APPLICANT— Bennett  &  Koeppel,  for  Morris  Berman 
and  Irving  L.  Berman,  owners. 

SUBJECT  Application  (re.  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 833-835  Sutter  avenue,  north¬ 
east  corner  of  Schenck  avenue,  (Block  No.  4028 
Lot  No.  35),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack 
of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  ’  q 

THE  RESOLUTION— 

(141-36-BZ) 

Whereas,  this  application  affecting  premises  833-835 
Sutter  avenue,  northeast  corner  of  Schenck  avenue  (Block 
No  4028  Lot  No.  35),  Borough  of  Brooklyn,  was  filed 
with  this  board  on  May  16,  1936  by  Bennett  &  Koeppel  for 
Morris  Berman  and  Irving  L.  Berman,  owners ;  and 

Whereas,  the  applicant  failed  to  complete  his  papers 
although  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


116-33-BZ. 

APPLICANT— Arthur  F.  Lamanda,  for  Katherine  Alberti 
owner. 

SUBJECT— Application  reopened  September  15,  1936  for 
consideration  as  to  extension  of  time — re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
granted  on  condition  under  sections  7e  and  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  extension  of  an  existing  ga- 
rage  for  more  than  five  (5)  motor  vehicles 
by  the  board  under  Cal.  No.  304-30-BZ). 
PREMISES  AFFECTED — 50-56  Downing  street  and  214- 
218  West  Houston  street  (Block  No.  528,  Lot  Nos. 

a  nnT- » !?’.  and  Borough  of  Manhattan. 

APPEARANCES — 

For  Applicant :  Arthur  F.  Lamanda. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  of  April  10,  1934  re¬ 
affirmed  and  time  extended. 

THE  VOTE  TO  REAFFIRM  RESOLUTION  AND 
EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative . ’  q 

Absent  . 0 

THE  RESOLUTION— 

(116-33-BZ) 

Whereas,  this  application  affecting  premises:  50-56 
Downing  street  and  214-218  West  Houston  street  (Block 
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No.  528,  Lot  Nos.  13,  28,  29,  30  and  31),  Borough  of 
Manhattan,  was  granted  by  the  board  April  10,  1934,  on 
certain  conditions,  and  applicant  requested  a  reopening 
of  the  case  and  an  amendment  of  the  resolution ;  and 
Whereas,  this  application  was  reopened  by  vote  of 
the  board  September  15,  1936 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals  at  its  regular  meet¬ 
ing  October  6,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  re-affirm  the  resolution  adopted  by  the  board 
on  April  10,  1934,  on  condition  that  all  permits  shall  be 
obtained  and  all  work  shall  be  completed  within  one  year 
from  the  date  of  this  amended  resolution,  the  resolution 
as  re-affirmed  and  amended  reading  as  follows : 

“Resolved  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of 
the  use  district  regulations  of  the  building  zone  reso¬ 
lution  and  that  the  application  be  and  it  hereby  is 
granted  permitting  the  new  addition  to  be  constructed 
to  the  present  one-story  garage  building,  variance  for 
which  was  granted  by  the  board  under  Cal.  No.  304- 
30-BZ  on  condition  that  this  new  addition  shall  be  not 
over  one-story  in  height  and  shall  be  constructed 
without  any  cellar  or  other  open  excavation  and  shall 
be  of  fireproof  construction  throughout;  that  the 
openings  to  Downing  street  shall  consist  only  of 
windows,  not  less  than  4  ft.  in  width  with  sills  at 
least  5  ft.  above  the  sidewalk  grade  of  Downing  street 
and  one  (emergency)  exit  door,  not  over  3  ft.  6  in. 
in  width ;  that  the  entire  building,  including  the  por¬ 
tion  previously  granted  and  this  new  addition  shall 
be  protected  throughout  with  an  approved  one-source  t 
sprinkler  system ;  that  any  skylights  that  are  erected 
in  the  roof  of  the  new  addition  shall  be  glazed  with 
thin  glass,  with  screens  below  and  above  and  with 
no  part  of  any  skylight  within  20  ft.  of  either  side 
lot  line  wall ;  that  there  shall  be  no  openings  in  any 
of  the  interior  side  line  walls  of  this  extension ;  that 
the  cellar  in  the  existing  building  toward  the  east 
shall  be  provided  with  a  second  means  of  exit ;  that 
gasoline  tanks  (of  not  over  a  total  of  1,100  gallon 
capacity)  may  be  installed  in  the  premises  on  con¬ 
dition  that  they  shall  be  legally  installed  and  not 
nearer  than  25  ft.  from  the  boiler  room,  and  that 
no  gasoline  shall  be  sold  other  than  for  the  automo¬ 
biles  housed  within  the  building;  that  this  entire 
building  may  be  used  for  a  public  garage  on  condi¬ 
tion  that  the  cars  stored  therein,  in  addition  to  the 
15  trucks  in  the  ownership  and  control  of  the  owner 
shall  be  limited  to  pleasure  vehicles  only;  that  no 
automobile  repairing  shall  be  carried  on  within  this 
building;  that  no  open  flame  shall  be  permitted;  that 
no  roof  signs  shall  be  permitted ;  and  that  all  permits 
shall  be  obtained  and  all  work  completed  within  one 
year  from  the  date  of  this  action.” 


340-23-BZ. 

APPLICANT — Clarence  F.  Kaltenbach,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  al¬ 
teration  and  conversion  of  a  portion  of  a  garage 
(previously  granted  by  the  board)  so  as  to  extend 
an  existing  gasoline  service  station  erected  prior 
to  1925. 

PREMISES  AFFECTED — 888-898  Jamaica  avenue,  2-10 
Autumn  ave.,  southwest  corner  (Block  No.  4107, 
Lot  No.  41),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Clarence  F.  Kaltenbach. 


ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(340-23-BZ) 


Whereas,  this  application  affecting  premises  888-898 
Jamaica  avenue  and  2-10  Autumn  avenue,  southwest  cor¬ 
ner  (Block  No.  4107,  Lot  No.  41),  Borough  of  Brooklyn, 
was  granted  by  the  board  December  4,  1923,  resolution 
amended  January  22,  1924,  and  further  amended  May  28, 
1935,  and  owner  requests  an  amendment  of  the  resolution 
of  May  28,  1935. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  May  28, 
1935,  by  adding  thereto: 

“.  .  .  that  any  existing  pumps  now  in  use  and  lo¬ 
cated  nearer  than  10  ft.  to  either  street  building  line 
may  be  continued  for  a  period  of  two  (2)  years  from 
the  date  of  this  amended  resolution.” 


64-32-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Anna  Weiss, 
owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 3917-3921  White  Plains  ave¬ 
nue,  southwest  corner  of  East  223rd  street  (Block 
No.  4824,  Lot  Nos.  1  and  82),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant :  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 


lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative .  0 

Absent  .  0 

THE  RESOLUTION— 

(64-32-BZ) 


Whereas,  this  application  affecting  premises  3917-3921 
White  Plains  avenue,  southwest  corner  of  East  223rd 
street  (Block  No.  4824,  Lot  Nos.  1  and  82),  Borough  of 
The  Bronx,  was  granted  by  the  board  July  17,  1934,  on 
certain  conditions,  time  extended  July  9,  1935  and  Janu¬ 
ary  14,  1936,  and  applicant  requests  an  amendment  of  the 
resolution. 

Resolved ,  that  the  resolution  adopted  by  the  board  on 
July  17,  1934  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 
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“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  application 
of  the  use  district  regulations  of  the  building  zone 
resolution  and  that  the  application  be  and  it  hereby  is 
granted  under  section  21  on  condition  that  all  the 
structures  other  than  the  existing  three-car  brick  ga¬ 
rage  shall  be  entirely  removed  and  the  plot  lev¬ 
elled  substantially  to  the  grade  of  White  Plains 
road  and  223rd  street ;  that  there  shall  be  erected, 
as  indicated  on  plans  filed  with  this  appeal  marked 
‘Received  April  9,  1934”  a  two-story  accessory 

brick  building,  the  rear  and  second  floor  of  which 
shall  be  used  for  residential  occupancy  and  the  front 
portion  of  which  shall  be  arranged  and  used  as  an 
office  and  accessory  stores ;  that  there  shall  be  erected 
on  the  southerly  interior  lot  line,  where  not  occupied 
by  the  accessory  building,  a  face  brick  wall  not  less 
than  6  ft.  in  height;  that  this  wall  may  start  at  a 
height  of  4  ft.  from  White  Plains  road  and  be  gradu¬ 
ated  at  a  rate  of  one  foot  in  four  to  a  height  of  6  ft.; 
that  the  gasoline  selling  area  shall  be  paved  with  ce¬ 
ment,  colprovia  or  similar  material ;  that  all  gasoline 
pumps  shall  be  not  nearer  than  10  ft.  to  any  build¬ 
ing  line  or  to  any  portion  of  an  accessory  building 
and  shall  be  located  substantially  as  shown  on  revised 
plan  marked  ‘Received  September  29,  1936’;  that  there 
shall  be  not  more  than  one  entrance  to  the  gasoline 
selling  area  from  223rd  street  and  not  more  than 
two  from  White  Plains  road,  of  the  widths  and  ar¬ 
rangement  as  shown  on  revised  plan  marked  ‘Re¬ 
ceived  September  29,  1936’ ;  that  the  curb  cuts  opposite 
shall  not  exceed  the  width  indicated  on  such  plan ; 
that  the  concrete  curbs  erected  on  the  building  line 
shall  not  be  less  than  12  in.  in  width  and  not  less  than 
5  in.  in  height  with  rounded  top  and  located  and 
arranged  and  of  the  lengths  as  indicated  on  plan  filed 
marked  ‘Received  September  29,  1936’ ;  that  there  shall 
be  no  opening  between  the  first  floor  space  used  as 
office  and  the  living  quarters  in  the  rear;  that  the 
ceiling  of  this  space  shall  be  fire-retarded  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  that  there  shall  be  no  excavation  under  any 
of  these  buildings  except  for  a  boiler-room  at  the 
rear  under  the  residential  portion  and  that  the  access 
to  the  boiler-room  shall  be  by  means  of  a  stairway 
exiting  directly  to  the  outer  air  and  separated  by  fire¬ 
proof  construction  from  all  other  parts  of  the  build¬ 
ing;  that  the  existing  three-car  garage  shall  be  used 
for  that  purpose  only,  except  that  the  easterly  end 
of  this  three-car  garage  may  be  used  for  a  greasing 
rack  and  a  wash  stand,  provided  there  is  an  unpunc¬ 
tured  brick  wall  constructed  from  floor  to  ceiling 
to  separate  this  portion  from  the  balance  of  the 
garage,  in  which  case  the  opening  indicated  in  the 
easterly  wall  of  the  garage  opening  into  the  gasoline 
station  area,  may  be  constructed;  that  if  a  door  to 
this  opening  is  installed,  the  grease  pit  area  below 
the  floor  shall  be  ventilated  by  a  vapor-proof  fan 
exhausting  through  a  duct  leading  through  the  roof, 
and  the  ceiling  of  this  greasing  section  of  the  build¬ 
ing  shall  be  fire-retarded  in  accordance  with  the  rules 
of  the  Board  of  Standards  and  Appeals ;  that  unless 
so  ventilated  and  the  greasing  racks  are  of  the  pit  type, 
the  front  of  the  greasing  section  shall  be  open  with¬ 
out  doors ;  that  there  shall  be  no  automobile  repair¬ 
ing  carried  on  in  the  premises  and  no  parking  of 
cars  on  the  gasoline  selling  area  other  than  those 
being  serviced;  that  advertising  signs  shall  be  limited 
to  the  illuminated  globes  of  the  gasoline  pumps,  ex¬ 
cluding  all  roof  signs  and  all  signs  of  a  temporary 
nature,  but  permitting  a  post  standard  within  the 
building  line  near  the  intersection  of  the  two  streets 
for  carrying  a  sign  which  may  be  illuminated,  adver¬ 
tising  the  brand  of  gasoline  on  sale,  provided  such 
sign  does  not  extend  beyond  the  building  line  for  a 


distance  of  more  than  5  ft.;  that  no  portable  gasoline 
pumps  shall  be  used  on  or  from  the  premises ;  that 
all  permits  shall  be  obtained  and  all  work  completed 
within  three  months  from  the  date  of  this  amended 
resolution.” 


11-33-BZ. 

APPLICANT — M.  Bache,  for  Richmond  Boro  Homes 
Sites  Corp.,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  superintendent  of 
buildings)  under  sections  7f  and  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 2485  Hyland  boulevard,  north¬ 
west  corner  of  New  Dorp  lane  (Block  No.  3649, 
part  of  Lot  No.  1),  New  Dorp,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant:  M.  Bache. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  q 

THE  RESOLUTION— 

(11-33-BZ) 


Whereas,  this  application  affecting  premises  2485  Hylan 
boulevard,  northwest  corner  of  New  Dorp  lane  (Block  No. 
3649,  part  of  Lot  No.  1),  New  Dorp,  Borough  of  Rich¬ 
mond,  was  granted  by  the  board  May  2,  1933,  resolution 
amended  June  20,  1933,  July  18,  1933  and  March  19,  1935 
and  applicant  requests  a  further  amendment  of  the  resolu¬ 
tion. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
May  2,  1933  as  amended  June  20,  1933,  July  18,  1933  and 
March  19,  1935  be  and  it  hereby  is  amended,  by  adding 
thereto  the  following : 

“that  in  the  event  the  owner  desires  to  construct  an 
addition  to  the  rear  of  the  accessory  building,  as  indi¬ 
cated  on  plans  marked  ‘Received  October  2,  1936,  such 
addition  may  be  constructed  for  the  use,  exclusively 
as  heating  system  for  the  building,  on  condition  that 
the  portion  below  ground  shall  be  cement  waterproofed 
and  the  roof  cement  waterproofed  and  shall  not  ex¬ 
tend  below  grade  for  a  depth  other  than  shown  and 
that  access  shall  be  entirely  from  the  exterior  of  the 
accessory  building  and  that  such  boiler  room  shall  be 
separated  from  the  accessory  building  by  fireproof 
construction.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

251-36-A. 

APPLICANT — Henry  R.  Rittenberg,  for  Gainsborough 
Studios  Corp.,  adjoining  owner.  Present  owner 
of  premises  under  appeal,  George  Ehret,  Colum¬ 
bus  Circle  Corporation. 

SUBJECT — Appeal  from  a  decision  of  the  board  of  build¬ 
ings  and  from  a  decision  of  the  commissioner  of 
buildings,  granting  curb  cut  permit. 

PREMISES  AFFECTED— 1796-1808  Broadway,  232-240 
Central  Park  south,  235-241  West  58th  street, 
southeast  corner  Broadway  and  Central  Park 
south  (Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 
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APPEARANCES— 

For  Applicant :  Henry  R.  Rittenberg,  C.  L.  Tich- 
enor,  Joseph  F.  Addonizio. 

For  Owner:  John  A.  Brough,  Max  Siegal. 

For  Administration:  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936,  at 
2  p.m.  for  consideraton  by  the  board. 


209-36-A. 

APPLICANT — Edward  Voudy,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 513-517  Ralph  avenue,  east 
side,  25  ft.  south  of  Park  place  (Block  No.  1466, 
Lot  No.  10),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Opposition:  Jerome  M.  Wanshel. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936,  at 
2  p.m.  for  inspection  by  a  committee  of  the  board. 
No  further  argument. 


218-36- A. 

APPLICANT — Charles  Schneiweiss,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED  —  979-989  Clarkson  avenue, 
northeast  corner  of  Remsen  avenue  (Block  No. 
4626,  part  of  Lot  No.  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Milton  Fuchs. 

For  Opposition:  Jerome  M.  Wanshel. 

For  Administration:  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936  at 
2  p.m.  for  inspection  by  a  committe  of  the  board. 
No  further  argument. 


267-36- A. 

APPLICANT — Jack  Lublinsky,  lessee. 

SUBJECT — -Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 646-720  Van  Siclen  avenue, 
northwest  corner  of  Hegeman  avenue  (Block  No. 
4304,  Lot  No.  12),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Opposition:  Jerome  M.  Wanshel. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936,  at 
2  p.m.,  without  further  argument,  for  final  deter¬ 
mination. 


268-36- A. 

APPLICANT — Gasper  Bianco,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 601-11  Sheffield  avenue,  north¬ 
east  corner  of  Livonia  avenue  (Block  No.  3805, 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  Brodsky. 

For  Opposition:  Jerome  M.  Wanshel. 

For  Administration:  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936,  at 
2  p.m.,  without  further  argument,  for  final  deter¬ 
mination. 


269-36-A. 

APPLICANT — Harry  Cowen,  lessee. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 53-59  Chester  street,  east  side, 
120  ft.  north  of  Pitkin  avenue  (Block  No.  3499, 
Lot  Nos.  8,  10  and  12),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Opposition:  Jerome  M.  Wanshel. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936,  at 
2  p.m.,  without  further  argument,  for  final  deter¬ 
mination. 


270-36-A. 

APPLICANT — Samuel  Karpoff,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 934-942  Halsey  street,  south- 
side,  189  ft.  east  of  Saratoga  avenue,  (Block  No. 
1495,  Lot  No.  16),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  Brodsky. 

For  Opposition:  Jerome  M.  Wanshel. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936,  at 
2  p.m.  without  further  argument,  for  final  deter¬ 
mination. 


184-35-A. 

APPLICANT — E.  K.  Hiles,  for  Gulf  Oil  Corporation, 
owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Appeal  from  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 376-412  Maspeth  avenue,  south 
side,  430  ft.  east  of  Gardner  avenue  (Block  No. 
2928,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  E.  K.  Hiles. 

ACTION  OF  BOARD — Request  to  reopen  withdrawn. 
THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE¬ 
OPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  o 


305-35-A. 

APPLICANT — Empire  Petroleum  and  Transport  Co., 
Inc.,  owner. 

SUBJECT — Application  for  reopening — restoration  to  the 
calendar,  having  been  dismissed  for  lack  of  prose¬ 
cution — re  Appeal  from  an  order  of  the  fire  com¬ 
missioner  relative  to  transportation  of  fuel  oil  in 
trucks  in  New  York  City. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Request  to  reopen  dismissed. 
(No  appearance.) 

THE  VOTE  TO  DISMISS  REQUEST  TO  REOPEN- 
Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  Q 


198-36- A. 

APPLICANT — Leo  Bradspies,  for  John  Fox,  lessee. 
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SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED  —  4498  Park  avenue  and  449 
East  182nd  street,  northwest  corner  (Block  No. 
3038,  Lot  No.  1),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Leo  Bradspies. 

For  Opposition :  Earl  C.  Gallant. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(198-36-A) 


Whereas,  Leo  Bradspies,  for  John  Fox,  lessee,  filed  on 
June  25,  1936,  an  appeal  from  a  decision  of  the  commis¬ 
sioner  of  buildings,  affecting  premises  4498  Park  avenue 
and  449  East  182nd  street,  northwest  corner  (Block  3038, 
Lot  1),  Borough  of  The  Bronx;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  May  25,  1936,  reads  as  follows : 

“The  occupant  of  premises  owned  by  you  at  182nd 
street,  northwest  corner  Park  avenue,  in  the  Borough 
of  The  Bronx,  having  been  found  guilty  by  the  Court 
of  Special  Sessions  or  City  Magistrate  of  violation  of 
the  provisions  of  the  building  zone  for  illegal  parking 
or  storage  of  motor  vehicles  on  above  premises  in  re¬ 
stricted  use  districts,  the  permits  issued  by  the  Presi¬ 
dent  of  the  Borough  of  The  Bronx  for  the  lowering 
of  the  curb  in  front  of  said  premises  are  hereby  re¬ 
voked  and  rescinded  for  failure  to  comply  with  terms 
of  permit  and  you  are  hereby  notified  to  restore  the 
lowered  curbs  to  the  legal  established  grade  within  ten 
days  from  the  receipt  of  this  notice,  and  upon  your 
failure  to  comply  with  this  order  the  curb  will  be  re¬ 
stored  to  its  original  grade  under  the  direction  of  the 
President  of  the  Borough  of  The  Bronx  at  the  ex¬ 
pense  of  the  person  to  whom  the  permit  was  granted, 
or  of  the  grantee  now  having  title  to  the  abutting 
property  under  the  provisions  of  Chapter  23,  Article 
15,  Sec.  184-C  of  the  Code  of  Ordinances  of  the  City 
of  New  York.” 

and 

Whereas,  the  premises  in  question  consist  of  a  plot 
fronting  100.2  feet  on  Park  avenue,  89  feet  on  East  182nd 
street  located  in  a  business  use  district  and  which  is  being 
used  for  the  parking  of  more  than  5  motor  vehicles ;  and 
Whereas,  on  October  19,  1935,  Violation  Z-153-1935  was 
filed  against  the  occupant  of  the  premises  herein  involved 
for  parking  or  storage  of  more  than  5  motor  vehicles  on 
these  premises  in  a  business  district  without  a  permit; 
summons  was  served  on  October  23,  1935  and  on  January 
28,  1936  defendant  was  found  guilty  and  sentence  deferred 
to  February  11,  1936;  the  defendant  was  then  sentenced  to 
serve  60  days  in  jail;  premises  were  vacated  and  violation 
dismissed  on  March  24,  1936;  on  March  21,  1935,  permis¬ 
sion  was  issued  for  curb  cut  in  front  of  premises,  the  ap¬ 
plication  therefore  stating  that  the  premises  were  occupied 
for  open  air  parking  of  automobiles;  on  May  25,  1936,  the 
owner  of  premises  was  notified  that  the  permit  to  lower 
curb  was  revoked  and  ordered  to  restore  curb  cuts  to 
original  grade  within  10  days ;  curb  has  been  restored  by 
the  commissioner  of  public  works  pursuant  to  the  provi¬ 
sion  of  Article  15,  Chapter  23,  Section  184,  sub-division  C 
of  the  Code  of  Ordinances ;  and 
Whereas,  the  applicant  contends  that  although  the  sum¬ 
mons  served  herein  applies  to  those  premises  it  is  for  the 
use  of  the  plot  and  no  summons  has  been  served  in  con¬ 
nection  with  curb  cuts,  which  is  the  matter  herein  appealed. 
It  is  submitted  that  the  use  of  the  premises  does  not  af¬ 
fect  the  continued  existence  of  the  curb  cut  permit  al¬ 
though  the  premises  may  have  been  used  for  an  illegal 


use,  such  use  would  be  apart  from  the  right  to  a  carriage¬ 
way  as  granted  by  the  curb  cut  permit ;  that  the  curb  cut 
permit  does  not  affect  any  terms  upon  violation  of  which 
it  could  be  assumed  that  owner  failed  to  comply  with  those 
terms;  that  the  parking  space  is  necessary  for  people  re¬ 
siding  in  the  neighborhood ;  that  it  will  constitute  a  hard¬ 
ship  if  the  permit  is  revoked  and  the  operation  of  the 
open  air  parking  station  ended;  and 
Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  report  of  which  inspec¬ 
tion  was  read  at  this  hearing  and  which  report  follows : 

REPORT  OF  COMMITEE 

October.  1,  1936. 

Cal.  No.  198-36-A. 

Premises:  4498  Park  avenue  and  449  East  182nd  street, 
northwest  corner,  Borough  of  The  Bronx. 

The  premises  involved  in  this  appeal  are  at  the 
northwest  corner  of  Park  avenue  and  East  182nd 
street,  Borough  of  The  Bronx,  and  are  approximately 
100  ft.  by  89  ft.,  with  no  buildings  thereon,  and  are 
located  in  a  business  use  area.  The  general  level  of 
the  plot  is  several  feet  below  the  surrounding  street 
grade,  due  to  an  abandoned  excavation  for  a  tenement 
house  that  was  proposed  in  1910.  Adjoining  on  East 
182nd  street  is  a  6-story  tenement.  Across  East  182nd 
street  is  a  frame  residence  building,  and  across  the 
Park  avenue  westerly  roadway  is  the  New  York  Cen¬ 
tral  railroad  cut. 

An  inspection  by  a  committee  of  the  board  on  Sep¬ 
tember  24,  1936,  revealed  that  the  premises  were  now 
being  used  for  parking  and  storage  of  automobiles 
with  entrance  for  East  182nd  street.  Three  signs 
read :  “Parking  15  cts. — 24  hours.”  At  the  time  of  in¬ 
spection,  there  were  49  cars  on  the  plot,  which  included 
five  cars  without  plates,  indicating  that  they  were  not 
in  daily  use. 

It  was  stated  at  the  hearing  by  the  present  owner 
that  the  premises  were  under  lease  for  a  term  of  years 
to  the  present  tenant,  John  Fox,  who  rented  the  prem¬ 
ises  after  former  tenant,  Sam  Rosenberg,  had  been 
found  guilty  on  January  28,  1936,  in  Special  Sessions, 
of  violation  of  the  zoning  resolution  for  illegal  park¬ 
ing,  and  storage  of  automobiles  on  this  plot.  On 
March  24,  1936,  to  which  date  the  defendant  Rosen¬ 
berg  had  been  remanded  for  sentence,  the  Court  sus¬ 
pended  sentence  in  view  of  a  sentence  of  $500  fine  or 
60  days  in  the  workhouse  having  been  imposed  for  a 
similar  violation  on  another  location. 

This  appeal  is  now  taken  from  the  decision  of  the 
commissioner  of  buildings,  dated  May  25,  1936,  revok¬ 
ing  the  curb  cut  permit  and  ordering  restoration  of 
curb.  The  applicant  claims  that  the  premises  have 
been  used  constantly  since  prior  to  1916  as  a  storage 
place  for  vehicles,  in  an  effort  to  establish  a  noncon¬ 
forming  use  which  may  be  continued.  Affidavits  of 
old  residents  are  at  variance  as  to  the  use  of  this  plot 
prior  to  1916.  In  1910,  the  record  shows  that  a  tene¬ 
ment  building  was  proposed  and  work  abandoned  in 
1912.  There  can  be  no  doubt  as  to  the  occupancy  of 
the  plot  from  1918  to  1933  by  the  Department  of  Street 
Cleaning  and  the  Department  of  Sanitation  as  a  stor¬ 
age  place  for  their  horse  drawn  vehicles.  There  were 
no  horses  kept  on  the  premises  during  those  years  and 
no  motor  vehicles.  The  plot  was  not  used  as  a  place 
for  public  storing  and  parking  of  motor  vehicles.  The 
curb  cut  permit  in  question  No.  14186  was  issued  April 
14,  1935,  to  Max  L.  Wolper  on  an  application  dated 
March  18,  1935,  calling  for  open  air'  parking  of  auto¬ 
mobiles,  200  “cars  to  be  housed.”  This  curb  cut  per¬ 
mit  was  issued  by  the  Bureau  of  Sewers  and  High¬ 
ways  upon  the  approval  of  the  commissioner  of  build¬ 
ings  to  whom  jurisdiction  was  transferred  by  Chapter 
764  of  the  laws  of  1933.  We  find  no  record  of  a  cer¬ 
tificate  of  occupancy,  which  the  Court  of  Appeals  said 
in  Monument  Garage  vs.  Levy  should  be  issued  for  the 
use  and  occupancy  of  premises,  as  required  by  section 
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22  of  the  zoning  resolution.  The  Court  declared  that 
premises  included  vacant  land.  In  any  event,  no  per¬ 
mit  could  be  issued  for  the  storage  of  more  than  five 
cars  in  a  business  use  district.  The  Court  has  already 
passed  on  the  illegal  occupancy  of  these  premises  by  a 
prior  tenant.  The  question  before  the  board  is  whether 
there  has  been  a  continued  and  uninterrupted  use  of 
the  premises  since  prior  to  July  25,  1916,  for  parking 
and  storage  of  motor  vehicles  as  prohibited  in  a  busi¬ 
ness  use  district  so  as  to  establish  a  legal  nonconform¬ 
ing  use  for  that  purpose. 

In  the  opinion  of  the  committee,  no  such  continuous 
use  has  been  established.  The  commissioner  of  build¬ 
ings  was  correct  in  revoking  permit  when  he  ascer¬ 
tained  that  the  premises  were  being  occupied  contrary 
to  the  law  as  determined  by  the  Court. 

The  remedy  available  to  the  owner  is  to  apply  for  a 
certificate  of  occupancy  for  storage  and  parking  of 
motor  vehicles  and,  upon  receipt  of  a  denial,  as  con¬ 
trary  to  the  zoning  use  requirements,  to  take  an  appeal 
to  this  board  for  a  zoning  variance  under  section  7-H 
or  section  21. 

The  committee  recommends  that  this  appeal  be 
denied. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  the  report  of  the  committee  recommended  the 
denial  of  this  appeal  and  the  board  deemed  that  the  appeal 
should  be  denied. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


235-36-A. 

APPLICANT — Wm.  A.  Zwicke,  for  Brown  Bros.,  Harri- 
man  &  Co.,  lessees. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 59-75  Wall  street,  southeast 
corner  Hanover  street  (Block  No.  27,  Lot  Nos'. 
9  and  17)",  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  William  A.  Zwicke. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(235-36-A) 

Whereas,  William  A.  Zwicke,  for  Brown  Brothers,  Har- 
riman  and  Company,  lessees,  filed  an  appeal  from  a  de¬ 
cision  of  the  commissioner  of  building  affecting  premises 
59-75  Wall  street,  southeast  corner  Hanover  street  (Block 
No.  27,  Lot  Nos.  9  and  17),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  July  2,  1936,  reads  as  follows:  Building  Notice 
Applic.  No.  1765-1936: 

“Non-fireproof  partitions  not  permitted  in  fireproof 
building.  Enclosure  will  delay  operation  of  automatic 
fire  shutter.” 

and 

Whereas,  the  premises  involved  consist  of  two  fire¬ 
proof  buildings,  25  and  34  stories  in  height,  144  ft.  by  224 
ft.  and  213  ft.  by  128  ft.  in  area,  located  in  a  business 
and  unrestricted  use  district;  erected  in  1921  and  1928, 
equipped  with  standpipe  systems  throughout  and  occupied 
for  office  use  throughout;  and 


Whereas,  the  applicant  requests  permission  to  allow 
the  present  non-fireproof  wood  and  glass  enclosure  as 
shown  on  plans  to  remain;  enclosure  consists  of  a  par¬ 
tition  of  sheet-rock  with  pine  trim  on  2  by  4  studs  equipped 
with  all  pine  doors  glazed  with  plate  glass  or  in  lieu 
thereof  to  remove  same  and  be  permitted  to  install  an 
enclosure  of  hollow  tile  or  gypsum  block  with  hollow  tile 
and  with  fireproof  wood  doors  and  trim;  the  purpose  of 
the  enclosure  is  to  hide  the  unsightly  automatic  fire 
shutters  which  were  installed  between  the  two  buildings ; 
the  applicant  contends  that  the  partitions  does  not  in  any 
way  interfere  with  the  automatic  fire  shutters. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings,  No.  1765-1936,  be  and  it  hereby  is  modified,  and 
that  the  appeal  be  and  it  hereby  is  granted,  permitting  the 
continuance  of  the  existing  non-fireproof  partitions,  on 
condition  that  the  fusible  links  on  the  automatic  fire  doors 
on  each  side  of  the  dividing  wall  shall  be  so  extended 
and  arranged  as  to  operate  on  the  office  side  of  the 
wood  enclosing  partitions,  so  that  in  the  event  of  fire  the 
automatic  fire  shutters  will  promptly  close. 


236-36- A. 

APPLICANT — American  Can  Company,  owner. 
SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — Block  bounded  by  1st  avenue, 
2nd  avenue,  43rd  street  and  44th  street  (Block 
No.  726,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  J.  M.  Didriksen,  H.  D.  Bowman, 
J.  Melzer  and  C.  More. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(236-36-A) 

Whereas,  The  American  Can  Company,  applicant  and 
owner,  filed  on  July  30,  1936  an  appeal  from  an  order  and 
a  decision  of  the  fire  commissioner  affecting  premises  4302- 
4324  Second  avenue  and  4301-4317  First  avenue,  118-184 
43rd  street,  145  44th  street,  block  bounded  by  1st  and  2nd 
avenues,  43rd  and  44th  streets  (Block  No.  726,  Lot.  No. 
1),  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner  No.  68400- 
LC,  dated  May  26,  1936,  reads  as  follows : 

“3.  Separate  all  open  flames  (bake  ovens  heated  by 
gas  flames)  within  a  floor  area  wherein  spray 
coating  is  carried  on  by  an  enclosure  of  fireproof 
or  fire-retarding  material.  Rule  4.  Second  floor. 

4.  Separate  all  open  flames  (heating  and  welding 
iron  on  fourth  story)  within  a  floor  area  wherein 
spray  coating  is  carried  on  by  an  enclosure  of 
fireproof  or  fire-resisting  material.  Rule  4. 

5.  Provide  sprinkler  head  in  each  spray  booth  in 
the  two  spray  booths  on  second  story,  supplied 
from  an  approved  source  of  supply. 

6.  File  plans  and  specifications  with  department  of 
buildings,  showing  installation  of  spray  booths 
and  spraying  machines. 

7.  File  plans  and  specifications  with  department  of 
buildings  for  the  building  where  more  than  40 
gallons  of  paint  are  stored.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
July  1,  1936,  reads: 

“In  reference  to  your  letter  of  June  26,  1936,  rela- 
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tive  to  modification  of  Order  No.  68400-LC,  dated  May 
26,  1936,  I  have  to  advise  that  this  department  will 
not  make  any  modification  on  this  order. 

You  may,  however,  make  an  appeal  to  the  Board 
of  Standards  and  Appeals,  and  in  order  to  give  you 
an  opportunity  to  do  so  inasmuch  as  the  time  has 
passed  whereby  the  board  would  have  accepted  your 
appeal,  I  am  enclosing  a  letter  which  gives  you  an 
opportunity  of  going  before  the  board  and  present 
your  appeal  with  the  modifications  which  you  desire.” 

and 

Whereas,  the  premises  are  located  in  an  unrestricted 
use  district  and  consists  of  a  block  200  by  700  ft.  in  area, 
upon  which  is  constructed  a  six-story  and  basement  fire¬ 
proof  building,  200  by  315  ft.  in  area,  88  ft.  in  height  and 
occupied  since  1918  and  1928  as  follows:  Cellar,  storage 
of  tin  plate,  50  persons;  first  floor,  shipping  and  storage, 
50  persons ;  second  floor,  manufacturing  and  storage,  125 
persons;  third,  fourth  and  fifth  stories,  manufacturing 
and  storage,  200  persons  each;  sixth  story,  manufacturing, 
office  and  cafeteria,  125  persons ;  and 

Whereas,  the  applicant  contends  that  the  nearest  open 
flames  to  the  automatic  spraying  booths  on  the  second 
floor  are  approximately  30  ft.  away  and  that  the  convey¬ 
ors  carrying  the  sprayed  parts  from  spraying  machines 
to  bake  oven  are  enclosed  with  a  ventilating  system;  the 
oven  itself  is  ventilated  and  all  blowers  for  the  ventilat¬ 
ing  system  are  interconnected  electrically  so  that  no 
sprayed  parts  can  enter  bake  oven  if  the  ventilating  sys¬ 
tem  is  not  operating;  that  there  are  two  mechanically 
operated  spray  booths  on  the  fourth,  floor  for  spraying 
small  cans  which  are  dried  in  a  steam  heated  oven.  These 
spray  booths  consist  of  ventilated  hoods  of  special  design 
equipped  with  sprinkler  heads.  The  open  flame  referred 
to  is  about  90  ft.  distant  from  these  hoods  and  consist  of 
muffled  furnaces  for  heating  soldering  irons  used  for 
the  manufacturing  of  cans.  That  there  is  already  in  ex¬ 
istence  a  permit  for  the  storage  of  paint  in  the  basement 
and  sixth  floor;  that  the  first  floor  storage  which  is  evi¬ 
dently  the  floor  in  question  here,  is  similar  to  the  existing 
paint  storage  in  the  basement  and  sixth  floor  except  that 
it  has  the  additional  protection  of  CO  2  installation. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
68400-LC,  be  and  it  hereby  is  modified,  and  that  the  ap¬ 
peal  be  and  it  hereby  is  granted,  as  to  Item  3,  on  condi¬ 
tion  that  the  spray  coating  on  the  second  story  shall  be 
within  a  suitable  metal  duct  enclosure  with  a  connecting 
stack  up  to  and  above  the  roof,  with  a  suction  fan  con¬ 
nected  thereto  to  exhaust  all  fumes  and  vapors  above  the 
roof  and  provided  there  is  an  automatic  adjustment  at 
all  times,  preventing  the  burning  of  gas  within  this  duct 
and  the  operation  of  the  ovens  unless  the  suction  fan  is 
in  operation;  as  to  Item  4,  on  condition  that  the  existing 
open  flames  for  the  heating  and  soldering  carried  on  in 
the  existing  four  muffle  furnaces  on  the  fourth  story 
shall  not  be  nearer  than  90  ft.  to  the  point  where  the 
spray  coating  is  carried  on  within  an  approved  spray 
booth ;  that  the  requirements  of  Item  6  is  waived  in  view 
of  the  variation  of  Items  3  and  4  above;  that  the  require¬ 
ment  of  Item  7  is  modified  on  condition  that  the  storage 
of  more  than  40  gallons  of  paint  shall  be  in  an  enclosure 
properly  ventilated  and  constructed  to  the  satisfaction 
of  the  fire  commissioner;  that  any '  mixing  of  paints 
shall  be  carried  on  to  the  satisfaction  of  the  fire  com¬ 
missioner;  and  that  all  other  items  of  Order  No.  68400-LC 
shall  be  complied  with. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

1 17-34- SA. 

APPLICANT — General  Oil  Heating  Corp.,  owner. 
SUBJECT — Carter  Oil  Burner — Models  4X  and  5X — 
Amendment  of  resolution  to  include  approval  of 
Models  6X  and  10X. 


APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Resolution  amended 
THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 

Negative  . !!!!!!!.!!!  0 

Absent  . . .  q 

THE  RESOLUTION— 


(1 17-34- SA) 

i  V™AS>  General  0il  Heating  Corp.,  owner,  filed  May 
a  ^  ,  an  aPplRation,  with  the  Board  of  Standards  and 
JcPP?*1  s>  f°r  aPProval  of  the  device  known  as  the  Carter 
Oil  Burner,  Models  4X  and  5X ;  and 

\\  hereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  division  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  was  substantially  as  follows: 

The  burner  consists  of  the  following  parts:  An  Ohio 
motor,  %  H.P. ;  Torrington  Fan;  Tuthill  Pump;  Gen¬ 
uine  Detroit  Lubricator  regulating  and  cut  off  valve 
and  strainer,  and  a  Nitrol  nozzle. 

Ignition— Electric.  Webster  transformer  110—10,000 
volts.  The  Electrodes  were  inspected  and  tested.  Un¬ 
der  operating  conditions  the  spark  was  found  to  be 
of  proper  intensity  and  length. 

Controls— A  Mercoid  Pyratherm  and  a  Time-O-Stat, 
manufactured  by  the  Minneapolis  Honeywell  Com¬ 
pany. 

With  the  oil  shut  off  and  a  hot  combustion  chamber, 
the  burner  was  operated  and  the  controls  shut  down 
the  burner  in  63  seconds.  Same  test  was  repeated  with 
a  cold  combustion  chamber,  and  the  controls  operated 
and  shut  it  down  in  93  seconds.  Oil  used  in  this 
burner  No.  1  and  2.  The  oil  supply  was  then  turned 
on  and  the  burner  put  into  normal  operation.  During 
the  period  of  test  there  were  no  puff  backs  or  fluc¬ 
tuation  in  the  flame.  Flame  was  free  of  soot  and 
smoke.  Examination  of  the  combustion  chamber 
showed  no  undue  deposits  of  carbon. 

The  Model  5X  burner  is  of  similar  construction, 
except  that  a  larger  motor  and  fan  are  used,  thus 
increasing  the  capacity  of  the  burner.  Up  to  the 
present  time,  the  Underwriters’  Laboratory  has  not 
yet  issued  a  report  on  this  burner. 

As  a  result  of  these  tests,  it  is  recommended  that 
the  Carter  Oil  Burner  Models  4X  and  5X  be  approved 
for  domestic,  industrial  and  commercial  use  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals; 

and 


Whereas,  this  burner  was  approved  by  the  board  Sep¬ 
tember  18,  1934,  and  applicant  requested  permission  to 
market  this  burner  as  the  Central  Oil  Burner,  Models  4X 
and  5X ;  and 

Whereas,  applicant  requested  an  amendment  of  the  reso¬ 
lution  to  include  Models  6X  and  10X;  and 
Whereas,  these  models  were  submitted  to  the  engineer 
of  the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  division  of  combustibles  of  the 
fire  department  was  substantially  as  follows : 

The  models  10X  and  6X  are  of  the  pressure  atom¬ 
izing  gun  type,  designed  for  burning  No.  1,  2  and  3 
commercial  grades  fuel  oil. 

MODEL  10X  consists  of  the  following  assemblage: 
a  y3  H.P.  Ohio  Motor,  a  Tuthill  pump,  Sirocco  type 
fans,  manufactured  by  the  Torrington  Company,  a 
Detroit  Lubricator  strainer  and  regulating  valve  and 
a  Benjamin  nozzle  or  any  standard  nozzle. 
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Ignition — Electric,  a  Dongan  transformer  of  14,000 
volts  being  used.  Double  electrodes  are  used  to  in¬ 
sure  against  ignition  failure. 

Controls — On  this  installation  Minneapolis  Honey¬ 
well  controls  were  used,  consisting  of  a  protector-relay 
model,  R117,  and  Pressuretrol  model,  L404.  Any 
other  standard  controls  may  be  used  on  this  burner. 

The  air  supply  to  this  burner  differs  somewhat  from 
the  general  line  of  gun  type  burner  in  the  fact  that 
two  fans,  mounted  on  either  side  of  the  motor,  fur¬ 
nish  the  air  for  combustion.  The  individual  air  ducts 
from  both  fans  combine  into  one  just  before  entering 
the  fire  door  of  the  boiler.  Due  to  the  arrangement 
of  one  duct  entering  the  main  air  supply  being  higher 
than  the  other,  a  conical  swirling  flame  is  produced. 

This  burner  was  installed  in  a  steam  heating  cham¬ 
ber.  With  the  oil  supply  shut  off  and  a  cold  combus¬ 
tion  chamber,  the  controls  w’ere  tested,  and  it  was 
found  that  on  successive  tests  the  operation  of  the 
burner  was  shut  down  in  80  to  83  seconds  respectively. 
The  capacity  of  this  burner  ranges  from  4  to  20  gal¬ 
lons  per  hour. 

MODEL  6X — The  undersigned  visited  the  premises 
2159-61  69th  street,  Borough  of  Brooklyn,  and  exam¬ 
ined  and  inspected  the  above  mentioned  model.  This 
burner  consists  of  the  following  parts :  a  T/s  H.P.  Ohio 
motor,  a  Tuthill  pump,  Sirocco  type  fans,  manufac¬ 
tured  by  the  Torrington  Company,  a  Detroit  lubri¬ 
cator  strainer  and  regulating  valve  and  a  Benjamin 
nozzle. 

Ignition — Electric,  a  Dongan  transformer  of  14,000 
volts  being  used.  Double  electrodes  are  used  to  in¬ 
sure  against  ignition  failure. 

Controls — On  this  installation  Minneapolis  Honey¬ 
well  controls  were  used,  consisting  of  a  protector- 
relay  model,  R117,  and  Pressuretrol  model,  L404.  Any 
other  standard  controls  may  be  used  on  this  burner. 

The  air  supply  to  this  burner  differs  somewhat  from 
the  general  line  of  gun  type  burner  in  the  fact  that 
two  fans,  mounted  on  either  side  of  the  motor,  fur- 
•  nish  the  air  for  combustion.  The  individual  air  ducts 
from  both  fans  combine  into  one  just  before  entering 
the  fire  door  of  the  boiler.  Due  to  the  arrangement 
of  one  duct  entering  the  main  air  supply  being  higher 
than  the  other,  a  conical  swirling  flame  is  produced. 

This  burner  was  installed  in  a  steam  heating  boiler. 
With  the  oil  supply  shut  off  in  the  cold  combustion 
chambers,  the  controls  were  tested  and  it  was  found 
that  on  successive  tests  the  operation  of  the  burner 
was  shut  down  in  85  to  87  seconds,  respectively.  The 
capacity  of  this  burner  ranges  from  1.65  to  6  gallons 
per  hour. 

Both  these  burners  have  been  approved  by  the 
National  Board  of  Fire  Underwriters’  laboratory  on 
September  30,  1935,  under  application  No.  35C-1553, 
for  the  use  of  No.  1,  2  and  3  domestic  grades  of  fuel 
oil. 

Examination  of  the  combustion  chambers  showed 
no  undue  carbon  deposit  and  the  flame  of  both  burn¬ 
ers  was  clean,  free  of  soot  and  unfluctuating. 

During  the  period  of  testing  when  the  burners  were 
in  normal  operation,  the  controls  operated  as  designed. 

As  a  result  of  this  inspection  and  test,  it  is  rec¬ 
ommended  that  the  Carter  Oil  Burner,  also  to  be 
known  under  the  name  “Central  Oil  Burner,”  Models 
6X  and  10X,  be  approved  for  domestic  and  commer¬ 
cial  installations  when  installed  in  accordance  with 
the  oil  burner  rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  Carter  Oil  Burner,  Models  4X,  5X,  6X 
and  10X  for  use  in  commercial,  domestic  and  industrial 
installations,  when  used  with  No.  3  fuel  oil  and  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals. 


Resolved,  further ,  that  this  burner  may  also  be  mar¬ 
keted  under  the  name  Central  Oil  Burner,  Models  4X,  5X, 
6X  and  10X,  on  condition  that  under  whichever  name 
marketed,  each  burner  shall  bear  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  117-34-SA. 


216-36-SA. 

APPLICANT — Milton  Osher,  for  Osher  and  Reiss,  Inc., 
owner. 

SUBJECT — Oreo  Oil  Burner,  Model  A-l — approval  of. 

APPEARANCES— 

For  Applicant :  Milton  Osher. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(216-36-SA) 

Whereas,  Milton  Osher  for  Osher  &  Reiss,  Inc.,  owner, 
filed  July  8,  1936,  an  application  of  the  Board  of  Standards 
and  Appeals,  for  approval  of  the  device  known  as  the 
Oreo  Oil  burner  Model  A-l ;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

This  burner  was  installed  in  a  Fitzgibbons  steam 
heating  boiler,  used  for  heating  purposes. 

The  burner  is  of  the  pressure  atomizing  gun  type 
and  consists  of  the  following  assembly :  A  Leland 
H.P.  motor,  a  Tuthill  fuelstat,  consisting  of  pump, 
pressure  regulating  valve  and  strainer,  an  American 
Fan  and  Blower  Company  Sirocco  type  fan  and  a  Nit- 
ralloy  or  any  other  standard  nozzle. 

Ignition — Dongan  transformer,  110  to  10,100  volts. 

Control — Either  Mercoid  Pyrathern,  Model  KMI 
and  Mercoid  Steam  Control  or  Minneapolis  Honeywell 
Protectorelay  R117-3  and  Minneapolis  Honeywill  Pres¬ 
suretrol,  L404. 

The  burner  is  designed  for  the  use  of  numbers  1, 
2  and  3  commercial  grades  of  fuel  oil,  with  a  capacity 
ranging  from  1.65  gallons  to  5  gallons  per  hour. 

The  electrodes  and  nozzle  which  had  been  installed 
on  this  burner  for  approximately  two  months  were 
examined  and  it  was  found  that  there  were  no  indica¬ 
tions  of  carbonization  either  on  the  nozzle  or  the  elec¬ 
trodes.  Both  nozzle  and  electrodes  are  set  back  suf¬ 
ficiently  in  the  combustion  tube  so  as  to  prevent  com¬ 
ing  into  contact-  with  excess  heat.  With  the  oil  supply 
shut  off  and  a  cold  combustion  chamber,  the  control 
was  operated  and  it  was  found  to  shut  down  the  oper¬ 
ation  of  the  burner  in  84  and  86  seconds  respectively 
on  two  successive  tests.  The  burner  was  then  put  in 
normal  operation  for  a  period  of  approximately  40 
minutes. 

During  the  period  of  test  there  was  no  fluctuation  in 
the  flame  and  same  was  free  of  smoke  and  soot.  An 
examination  of  the  combustion  chamber  showed  no 
undue  carbon  deposits. 

As  the  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Oreo  Oil  Burner,  Model  A-l  be  ap- 
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proved  for  domestic,  commercial  and  industrial  instal¬ 
lations,  when  installed  according  to  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Oreo  Oil  Burner 
Model  A1  for  domestic,  commercial  and  industrial  installa¬ 
tions,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals, 
and  when  used  with  fuel  oil  not  heavier  than  No.  3,  on 
condition  that  there  shall  be  permanently  attached  to  each 
burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  216-36-SA. 


224-36-SA. 


APPLICANT — Harry  Gittelson  for  Odin  Stove  Manufac¬ 
turing  Co. 

SUBJECT  Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  Types)  Models  1P61,  1P62,  1P91  and 
1P92 — approval  of. 

APPEARANCES— 


For  Applicant:  None. 

ACTION  _OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N egati ve  . 0 

Absent  . 0 


THE  RESOLUTION— 

(224-36-SA) 

.  WRereas,  Harry  Gittleson  for  Odin  Stove  Manufactur¬ 
es  Co  owner,  filed  July  IS,  1936,  an  application  with  the 
Hoard  of  Standard  and  Appeals,  for  approval  of  the  device 
known  as  the  Odin  Beauty  Heater  and  American  Beauty 
Heater  (Pot  types),  Models  1P.61,  1P.62,  1P91  and  1P92 
and  ’ 


Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division 
of  Combustibles  was  substantially  as  follows: 

The  fuel  oil  burning  unit  used  in  all  these  cabinet 
heaters  is  of  the  pot  type,  constructed  of  stainless 
steel,  the  base  being  one  solid  piece  with  an  inlet  port 
for  the  admission  of  oil.  The  cylindrical  walls  of  the 
burner  unit  are  perforated  for  the  admission  of  air, 
to  allow  for  vaporization  and  complete  combustion. 

.  Setting  over  the  top  of  the  heater  there  is  a  cast 
iron  circular  ring  used  for  the  dispersion  of  heat. 

All  these  heater  cabinets  have  metal  bottoms  inde¬ 
pendent  and  below  the  bottom  of  the  oil  burning  heater 
units. 

Model  1P61 — This  is  a  conventional  cabinet  type 
heater,  having  an  8  inch  burning  unit,  as  described 
above.  The  legs  of  this  unit  are  equipped  with  level¬ 
ing  screws.  The  oil  supply  is  derived  from  a  4  gallon 
heavy  metal  tank,  which  sets  in  a  reservoir,  mounted 
behind  the  rear  of  the  cabinet.  Between  the  tank  and 
cabinet  a  heavy  metal  shield  has  been  provided  to 
allow  for  a  complete  circulation  of  air,  so  as  to  pre¬ 
vent  excess  heating  of  the  oil  in  the  tank  and  reser¬ 
voir.  Allen  set  screws  are  used  throughout  for  the 
purpose  of  fastening  the  burner  and  keeping  the  oil 
reservoir  in  place.  The  oil  is  metered  through  a  “V” 
-.tyPe  metering  valve,  which  is  manufactured  by 
the  Wooster  Taper  Pin  Company. 


Model  1P62 — This  is  a  conventional  cabinet  type 
heater,  having  a  10-inch  burning  unit,  as  described 
above.  The  legs  of  this  unit  are  equipped  with  level¬ 
ing  screws.  The  oil  supply  is  derived  from  a  4  gal¬ 
lon  heavy  metal  tank,  which  sets  in  a  reservoir, 
mounted  behind  the  rear  of  the  cabinet.  Between  the 
tank  and  cabinet  a  heavy  metal  shield  has  been  pro¬ 
vided  to  allow  for  a  complete  circulation  of  air,  so 
as  to  prevent  excess  heating  of  the  oil  in  the  tank 
and  reservoir.  Allen  set  screws  are  used  throughout 
for  the  purpose  of  fastening  the  burner  and  keeping 
the  oil  reservoir  in  place.  The  oil  is  metered  through 
a  ‘  V”  slot  type  metering  valve,  which  is  manufactured 
by  the  Wooster  Taper  Pin  Company. 

Model  1P91— This  is  a  conventional  cabinet  type 
heater,  having  a  10-inch  burning  unit,  as  described 
above.  The  legs  of  this  unit  are  equipped  with  level¬ 
ing  screws.  The  oil  supply  is  derived  from  a  4  gallon 
heavy  metal  tank,  which  sets  in  a  reservoir  mounted 
behind  the  rear  of  the  cabinet.  Between  the  tank 
and  cabinet  a  heavy  metal  shield  has  been  provided 
to  allow  for  a  complete  circulation  of  air,  so  as  to 
prevent  excess  heating  of  the  oil  in  the  tank  and 
reservoir.  Allen  set  screws  are  used  throughout  for 
the  purpose  of  fastening  the  burner  and  keeping  the 
oil ,  reservoir  in  place.  The  oil  is  metered  through  a 
“V”  slot  type  metering  valve,  which  is  manufactured 
by  the  Wooster  Taper  Pin  Company. 

Model  1P92 — This  cabinet  heater  is  divided  vertic¬ 
ally  into  two  sections,  one  of  which  is  equipped  with 
an  8-inch  pot  type  burner  and  the  other  with  a  10- 
inch  pot  type  burner.  It  is  equipped  with  two  inde¬ 
pendent  4  gallon  supply  tanks  and  the  flow  of  oil 
through  each  burner  is  controlled  by  an  independent 
“V”  slot  type  metering  valve.  Either  of  the  two  com¬ 
partments,  or  both,  may  be  lighted  and  used.  Allen 
set  screws  are  used  throughout  for  the  purpose  of 
fastening  the  burners  and  oil  reservoirs  in  place.  The 
legs  are  equipped  with  leveling  screws.  In  the  rear 
of  the  cabinet  a  double  air  spaced  baffle,  between  the 
outer  shell  of  the  cabinet  and  the  oil  tank,  has  begn 
provided  for  the  purpose  of  preventing  overheating 
of  tanks  and  reservoirs. 

All  of  the  above  models  are  equipped  with  flue  con¬ 
nections  and  automatic  dampers  for  use  in  same  have 
been  provided. 

These  burners  were  operated  for  approximately  30 
minutes  and  it  was  found  that  the  devices  used  in 
their  operation  and  construction  functioned  as  de¬ 
signed. 

In  recommending  these  burners  for  approval,  it  is 
suggested  that  the  certain  items  be  carried  out  in  their 
installation  and  incorporated  on  their  instruction  cards, 
and  that  this  approval  be  not  final  until  a  copy  of 
said  instruction  card  has  been  filed  with  the  Board  of 
Standards  and  Appeals. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Odin  Beauty 
Heater  and  American  Beauty  Heater  (Pot  types),  Models 
1. P.61,  1. P.62,  1. P.91,  and  1.P.92  for  use  in  domestic  and 
commercial  installations  with  range  oil  or  No.  1  fuel  oil. 
When  installed  in  accordance  with  the  Oil  Burner  Rules' 
of  the  Board  of  Standards  and  Appeals  and  in  accordance 
with  the  following  requirements : 


1.  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

2.  The  storage  container  must  bear  a  label  of  the 

decalcomania  type  reading  as  follows :  • 


NOTICE 

FOR  USE  IN  NEW  YORK  CITY 
ONLY  AN  APPROVED  SAFETY  CAN  SHALL  BE 
USED  IN  FILLING  THIS  STORAGE 
CONTAINER 
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3.  Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  ^  in.  asbestos  or  other  equivalent 
shield,  extending  at  least  12  inches  beyond  the  out¬ 
line  of  such  device.  ,  , ,  ,  ... 

4  The  manufacturer  or  installer  of  this  burner  shall, 
within  48  hours  after  each  installation,  notify  the 
Fire  Department  in  writing  of  the  name  of  ihe 
person  to  whom  this  burner  was  sold  and  the  ad¬ 
dress  of  the  premises  where  installed. 

5.  The  device  shall  have  permanently  affixed  thereto 
a  label  reading: 


NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
FOR  USE  IN  NEW  YORK  CITY 
UNDER  CAL.  NO.  224-36-SA. 


Adjourned,  5:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  September  29,  1936,  as  they 
appeared  in  Bulletin  No.  40,  Vol.  21,  are  hereby  corrected 
to  read  as  follows: 


THE  RESOLUTION— 

(262-36- A) 

Whereas,  Joseph  A.  Marck,  applicant  on  behalf  of 
Nellie  Hyland,  lessee,  filed  on  September  8,  1936,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings  affecting 
premises  154-34  Riverside  drive,  south  side,  465  69  ft. 
northeast  of  7th  avenue  (Block  No.  4543,  Lot  No.  7), 
Beechhurst,  Borough  of  Queens;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
No.  2133,  dated  August  21,  1936,  reads  as  follows: 

“Be  advised  that  your  request  of  today  for  Certifi¬ 
cate  of  Occupancy  for  use  of  first  floor  of  premises 
154-34  Riverside  drive,  Beechhurst,  Borough  of 
Queens,  for  nursing  home  purposes,  is  hereby  denied, 
as  this  building  does  not  comply  with  section  72,  nor 
article  8,  of  the  Building  Code,  which  compliance 
would  be  necessary  for  such  occupancy.” 

and 

Whereas,  the  premises  in  question  consists  of  a  build¬ 
ing  40  by  50  feet  in  area,  3  stories,  37  feet  in  height, 
located  in  a  residence  “D”  area  district,  erected  in  1908 
and  occupied  since  May  1936  as  follows :  Cellar,  boiler 
room;  1st  floor,  nursing  home,  7  patients;  2nd  and  3rd 
floors,  owners  and  employees’  living  quarters ;  the  building 
is  of  frame  and  concrete  block  construction ;  and 
Whereas,  the  applicant  contends  that  the  building  al¬ 
though  classified  as  a  frame  building  is  constructed  of  3 
by  4  beams  with  4  by  6  corner  posts  sheathed  with  3  inch 
concrete  slabs  on  the  exterior,  over  which  a  1  inch  plaster 
finish  has  been  applied;  there  is  a  3  inch  plaster  finish  on 
the  inside  making  a  total  of  7  inch  plaster  and  concrete 
with  an  open  air  space  of  4  inches  in  between  and  space 
between  studs  of  partition  have  been  filled  with  2  and  3 
inch  plaster  blocks  over  which  one  inch  of  plaster  has 
been  applied,  making  the  partitions  4  and  5  inch  solid 
walls;  and  contends  that  there  are  3  exits  on  the  front 
of  the  building,  3  feet  6  inches  in  width  from  the  first  floor 
and  one  from  the  rear,  3  feet  6  inches  in  width  and  one  on 
the  side,  5  feet  in  width,  each  room  has  one  large  window 


♦Correction — Fifth,  sixth  and  seventh  preambles  added 
to  resolution. 


and  some  rooms  have  as  many  as  4  windows,  all  of  which 
are  located  approximately  5  feet  above  the  ground  level; 
each  room  has  a  door  leading  into  a  hall  which  is  4  and  6 
feet  in  width ;  the  building  is  heated  by  oil ,  the  cellar  has 
a  concrete  floor  enclosed  by  12  inch  brick  walls  and  is 
used  as  a  boiler  room ;  the  boiler  room  has  two  exits,  one 
of  which  leads  directly  to  the  outer  air;  the  building  is 
equipped  with  portable  fire  extinguishers  in  accordance 
with  the  requirements  of  the  Fire  Department.  The  build¬ 
ing  is  isolated,  there  being  no  building  or  structure  of  any 
kind  within  34  feet  from  the  building  in  question ,  and 

Whereas,  this  case  was  heard  by  the  board  at  the  pub¬ 
lic  hearing  September  22,  1936  and  laid  over  for  inspec¬ 
tion  and  report  by  a  committee  of  the  board ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  verbal  report  of  which 
inspection  was  made  by  the  chairman  in  behalf  of  the 
committee ;'  and 

Whereas,  the  report  recommended  the  granting  of  the 
appeal  and  the  board  deemed  that  the  appeal  should  be 

granted.  .  .  ... 

Resolved,  that  the  decision  of  the  commissioner  of  build- 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted  for  a  term  of  five  years  permit¬ 
ting  the  premises  under  appeal  to  be  used  as  a  Nursing 
Home  on  condition  that  the  number  of  patients  accom¬ 
modated  shall  not  exceed  seven  and  that  all  patients  shall 
be  housed  on  the  first  floor  of  the  building;  that  the  ceil¬ 
ing  over  the  oil  burner  in  the  cellar  shall  be  made  to 
conform  to  the  requirements  of  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals  and  that  the  oil 
burning  equipment  shall  so  conform  in  all  respects ;  that 
there  shall  be  no  portion  of  the  cellar  used  for  cooking 
purposes;  that  in  the  event  it  is  desired  to  use  the  second 
floor  for  similar  purposes,  same  may  also  be  used  pro¬ 
vided  the  number  of  occupants  thereof  do  not  exceed  seven 
and  provided  there  is  erected  an  exterior  fire  escape  sat¬ 
isfactory  to  the  commissioner  of  buildings  with  direct 
access  thereto  from  the  second  floor  without  passing 
through  any  bedroom;  that  the  building  while  occupied 
as  a  nursing  home  shall  not  be  increased  in  height  or  area 
and  that  the  distance  between  this  building  and  existing 
buildings  at  side  and  rear  shall  not  be  less  than  30  ft. ; 
and  that  in  all  other  respects,  other  than  as  modified 
herein,  the  building  shall  comply  with  all  laws  and  regu¬ 
lations  applicable  thereto,  including  the  requirements  of 
the  Department  of  Hospitals  and  that  such  portable  fire 
extinguishing  equipment  shall  be  maintained  as  the  com¬ 
missioner  shall  require. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
tbe  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners.-  thev  mav  obtain 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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THIRD  QUARTERLY  REPORT 


City  of  New  York 
Board  of  Standards  and  appeals 

HARRIS  H.  MURDOCK,  Chairman 
MUNICIPAL  BUILDING 


Hon.  Fiorello  H.  La  Guardia, 

Mayor  of  The  City  of  New  York, 
City  Hall,  New  York  City. 

Dear  Sir: 


October  13,  1936 


IJave  the  honor  to  submit  to  you  the  Third  Quarterly  Report  of  the  Board  of  Standards  and  Appeals  for  the 
year  1936.  This  report  is  being  submitted  to  you  in  accordance  with  the  provisions  of  the  Charter,  Section  1544 
and  will  also  be  printed  in  the  Bulletin  of  the  Board. 


GASES  FILED  AND  PENDING,  1936 


Filed  1936 

A 

BZ 

S 

SA 

SR 

M’L 

T’L 

GR.T’L 

JANUARY  . 

5 

10 

2 

3 

0 

29 

49 

Restored  . 

o  • 

6 

0 

1 

1 

0 

8 

57 

FEBRUARY  . 

9 

11 

2 

3 

0 

46 

71 

Restored  . 

0 

5 

0 

1 

0 

0 

6 

77 

MARCH  . 

16 

15 

3 

5 

0 

56 

95 

Restored  . 

0 

11 

0 

0 

0 

0 

11 

106 

APRIL  . 

6 

16 

4 

6 

0 

62 

94 

Restored  . 

1 

8 

0 

3 

0 

0 

12 

106 

MAY  . 

16 

20 

1 

6 

0 

53 

96 

Restored  . 

0 

10 

0 

2 

0 

0 

12 

108 

TUNE . 

17 

16 

3 

9 

0 

73 

118 

Restored  . 

1 

11 

1 

1 

0 

0 

14 

132 

JULY  . 

18 

9 

0 

6 

0 

52 

85 

Restored  . 

0 

7 

0 

3 

0 

0 

10 

95 

AUGUST  . 

2 

11 

0 

4 

0 

0 

17 

Restored  . 

0 

0 

0 

0 

0 

0 

0 

17 

SEPTEMBER  .... 

19 

19 

0 

2 

0 

52 

92 

Restored  . 

1 

8 

0 

2 

0 

0 

11 

103 

TOTAL  . 

111 

193 

16 

57 

1 

423 

801 

801 

PENDING 

Dec.  31,  1935... 

26 

82 

2 

63 

3 

0 

176 

176 

GRAND  TOTAL.. 

DISPOSITION 

1936 

137 

275 

18 

120 

4 

423 

977 

977 

JANUARY  . 

14 

32 

3 

7 

1 

29 

86 

FEBRUARY  . 

10 

11 

1 

5 

0 

46 

73 

MARCH  . 

10 

25 

1 

8 

0 

56 

100 

259 

APRIL  . 

3 

20 

3 

12 

0 

62 

100 

MAY  . 

15 

31 

6 

10 

0 

53 

115 

TUNE . 

11 

28 

1 

5 

1 

73 

119 

334 

TULY  . 

33 

26 

1 

12 

0 

52 

124 

AUGUST  . 

0 

0 

0 

0 

0 

0 

0 

SEPTEMBER  .... 

14 

14 

0 

3 

0 

52 

83 

207 

TOTAL  . 

110 

187 

16 

62 

2 

423 

800 

800 

PENDING 

September  30,  1936 

27 

88 

2 

58 

2 

0 

177 

177 

Code: 


A — Appeals  from  Administrative  Orders.  BZ — Applications  under  Building  Zone  Resolution.  S — Applications  for  Variations  of 
Labor  Law.  SA — Applications  for  Approval  of  Appliances.  SR — Applications  for  Adoption  of  Rules.  M’L— Miscellaneous  Docket. 
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SUMMARY 


DOCKET 


DISPOSITION  OF  CASES 


Cases  pending  December  31,  1935 .  176 

Cases  filed  up  to  September  30,  1936 .  294 

Restored  to  Calendar  .  84 


Miscellaneous  Applications 


Requests  to  reopen  .  254 

Requests  to  amend  .  110 

Requests  for  modification  .  0 

Requests  to  rescind  .  2 

Requests  for  extension  of  time .  39 

Requests  for  extension  of  permit .  5 

Requests  for  approval  of  plans .  11 

Administrative  requests  .  0 

Requests  for  interpretation  . 2 

Total  .  977 


Withdrawn  .  46 

Dismissed  . 14 

Denied  .  62 

Granted  .  8 

Granted  on  condition  .  183 

Appliances  approved  .  54 

Appliances  dismissed,  disapproved  or  withdrawn .  8 

Rules  approved  .  2 

Rules  disapproved,  rescinded  or  withdrawn .  0 

Miscellaneous  Actions 

Requests  to  reopen  granted  .  240 

Requests  to  reopen  denied  .  9 

Requests  to  amend  granted  .  110 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  0 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  2 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  39 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  5 

Requests  for  extension  of  permit  denied  .  0 

Plans  approved  .  JO 

Plans  disapproved  .  1 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn .  0 

Interpretations  .  2 

Requests  withdrawn  or  dismissed  .  5 


Disposed  of  . . 

Cases  pending  September  30,  1936 

MONEYS  RECEIVED 


SUBSCRIPTIONS  JULY  AUG.  SEPT.  TOTAL  1st  QUAR.  2nd  QUAR.  GR.  T’L. 

To  Bulletin  .  $50.00  $27.50  $55.00  $132.50  $220.00  $235.00  $587  50 

Cash  Sales .  32.65  17.20  36.40  86.25  147.26  135.38  368.89 


Paid  to  Chamberlain  .  $82.65  $44.70  $91.40  $218.75  $367.26  $370.38  ’  $956.39 


800  Total  .  goo 

177 


EDWARD  V.  BARTON,  Chief  Clerk. 


HARRIS  H.  MURDOCK,  Chairman. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 


May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  . 

Walworth  Company  . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc. 
Croker  National  Fire  Prev.  Eng.  Co... 

Jenkins  Brothers  . ’ . 

W.  D.  Allen  Mfg.  Co . 

John  Simmons  Co . 

Grinnell  . 

Elkhart  . 


81 -20- S  A 
899-27-SA 
1307-27-SA 
304-28-SA 
77 9-28-SA 
890-28-SA 
209-29- S  A 
651-30-SA 
14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech) . . .  53-21-SA 

Walworth  Company  .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 
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RULES 


Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 
Aprn  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

n°tices  must  be  given  to  the  Commissioner 
*  -^“^mgs  by  the  plumber  when  any  work  is  begun,  and! 
at  such  times  as  the  work  is  ready  for  inspection. 


Definition  of  Terms. 


Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
tlooi  pDns  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3;  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
mes. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
ae  commenced  until  the  plumber  who  is  to  do  the  work 
’hall  sign  the  specifications  and  make  affidavit  that  he  is 
luly  authorized  to  proceed  with  the  work.  Affidavit  must 
pve  the  name  and  address  of  owner  and  plumber,  etc. 
'lo  registered  plumber  shall  sign  the  specifications  and  act 
is  the  agent  for  a  plumber  who  has  not  obtained  a  cer- 
lficate  of  competency  from  the  Examining  Board  of 
lumbers  as  an  Employing  or  Master  Plumber.  A  viola- 
ion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
..ommissioner  of  Buildings  for  the  cancellation  of  a  Cer- 
lficate  of  Registration,  in  accordance  with  Chapter  803, 
-aws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


,,  ‘  ^he  term  private  sewer”  is  applied  to  main  sewers 

that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works 


13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 


*4-  “house  drain”  is  applied  to  that  part  of 

the  main  horizontal  drain  and  its  branches  inside  the  walls 
ot  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

la..  The  term  soil  line  is  applied  to  any  vertical  line- 
ot  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

^erm  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 


Materials  and  Workmanship. 


18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Diameters 

Weights  per  Linear  Fool 
Standard  Extra  Heavy 

2  inches . 

5}4  pounds 
9l/2  pounds 
13  pounds 
17  pounds 
20  pounds 
27  pounds 
33J4  pounds 
45  pounds 
54  pounds 

3  inches . 

4  inches . 

5  inches . 

6  inches . 

7  inches . 

8  inches . . 

10  inches . 

12  inches . 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as’  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
nalf  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
imciuiess  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1 1/2  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2 y2  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

7)x/i  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

414  inches . 24  inches  12.34  pounds 

S'  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches..... . 34  inches  33.70 -pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass,  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


V/i  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2J/2  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3 y2  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4 y2  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights: 

Diameters  Weights 


I/2 

2 

2V* 

3 

4 


inches . 

.  0  pound 

8  ounces 

inches . 

.  0  pound 

14  ounces 

inches . 

.  1  pound 

6  ounces 

inches . 

.  2  pounds 

0  ounces 

inches . 

.  3  pounds 

8  ounces 

35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-lralf 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  Ihe 
engaging  part  must  have  not  less  than  six  threads  of  iron 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


8  feet  of .  154  mch  pipe 

5  feet  of . . .  2  inch  pipe 

2  feet  of .  3  inch  pipe 

2  feet  of .  4  mch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
Ipse  than  the  following  weie-hts  oer  linear  foot: 


Weights  per 

Diameters  Linear  Foot 


inch  (for  flush  pipes  only) .  2/2  pounds 

\y2  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4^2  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
arter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 


Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  l/A  Inch  per  Foot  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 

than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 


not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1*4  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1  *4  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-seal 
siplum-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  abqve  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter ;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi- 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1 inch  branches  on  a  1J4  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1  Yi  inch  branches  on  a  2  inch  main  branch. 

2-2  ) 

4_\y2  |  inch  branches  on  a  2  inch  main  branch. 
1  _2  / 

e  u/  f  inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 


1175 


110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

\y2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (114)  inches  in 
diameter,  which  shall  be  vented  except1  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(54)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be.  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (’1J4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipe*. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1^4  inches  in  diameter 
nor  larger  than  1*4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

'  126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometcr  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 


1176 


RULES 


137.  W  here  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148..  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  ()4)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  ($4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches-  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  tcf  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
forjfiumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  \y2  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Diameters 


Weights  per 
Linear  Foot 


Y%  inch .  0.56 

y. 2  inch .  0.85 

3A  inch . 1.12 

1  inch .  1.67 

lyi  inch .  2.24 

1  Vt.  inch .  2.68 

2  inch .  3.61 

2l/2  inch .  5.75 

3  inch .  7.54 

3y 2  inch .  9.00 

4  inch .  10.66 


pound 

pound 

pound 

pound 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


No  pipe  allowed  of  less  than  y  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  )4  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

3/4 

inch . 

3 

54 

inch . 

6 

H 

inch . 

20 

l 

inch . 

35 

154 

inch . 

60 

154 

inch . 

100 

2 

inch . 

200 

254 

inch . 

300 

3 

inch . 

450 

354 

inch . . . 

600 

4 

inch . 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  o f  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign)!  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

» 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w>th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1/4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 

cement. 

1 -2^2-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  October  19, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  October  26,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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New  Cases  Filed  up  to  October  14,  1936 

Cal.  No.  Department  Premises  Affected 

297-36-BZ . D.B.Q . Southeast  corner  of  Central 

avenue  and  233rd  street 
(Block  3444,  part  of  Lot  1), 
St.  Albans,  Borough  of 
Queens,  Applic.  4706-36. 


298-36-BZ . D.B.Q . 18-15  124th  street,  east  side, 

150  ft.  south  of  18th  avenue 
(Block  4130,  Lot  13),  Col¬ 
lege  Point,  Borough  of 
Queens,  Applic.  3568-36. 


299-36-A . F.D . 321-323  West  44th  street, 

north  side,  275  ft.  west  of 
8th  avenue,  and  322-324 
*  West  45  th  street  (Block 

1035,  Lot  20),  Borough  of 
Manhattan,  3339-L.C. 


300-36-A . F.D . 622-638  9th  avenue,  east  side, 

from  44th  street  to  45th 
street,  355  West  44th  street 
and  362  West  45th  street 
(Block  1035,  Lot  1),  Bor¬ 
ough  of  Manhattan, 

3340-L.C. 


301-36-A . D.B.Bx . 619-621  East  163rd  street  and 

606-608  Teasdale  place, 
north  side  60  ft.  west  of 
Cauldwell  avenue  (Block 
2621,  Lots  29,  30,  31,  18  & 
20),  Borough  of  The  Bronx, 
Decision. 


302-36-BZ . D.B.B . 965-971  65th  street,  north 

side,  100  ft.  west  of  10th 
avenue  (Block  5743,  Lot 
67),  Borough  of  Brooklyn, 
Applic.  12938-36. 


303-36-SA . F.D . Sears  Roebuck  Hot  Water 

Heater,  Model  2544, 

Appliance. 


304-36-BZ . D.B.M . 537-549  East  118th  street, 

northwest  corner  of  East 
River  drive  and  542-550  East 
119th  street  (Block  1815, 
Lots  23  &  31),  Borough  of 
Manhattan,  Applic.  2961-36. 


305-36-SM . F.D . Revere  Copper  Oil  Burner 

Tubing,  Material. 


Restored  to  Calendar 

617-31-BZ . D.B.Bx . 1300-1308  Sedgwick  avenue, 

east  side,  153  ft.  11  in.  south 
of  West  169th  street  (Block 
2530,  Lot  32),  Borough  of 
The  Bronx,  N.B.  498-36. 


D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  October  9,  1936,  Leo  Bradspies,  attorney,  served  on  the 
Board  Petition  and  Order  of  Certiorari,  on  behalf  of  Joel  S.  Adler, 
owner,  in  re  decision  of  October  6,  1936,  affirming  decision  of 
Commissioner  of  Buildings  revoking  curb  cut  used  in  connection 
with  illegal  parking  at  premises  4498  Park  avenue,  northwest  cor¬ 
ner  of  East  182nd  street,  Borough  of  The  Bronx.  Cal.  No. 
198-36-A. 


COURT  DECISIONS 


Healy  vs.  Murdock — September  18,  1934,  Board  denied  reopening 
to  extend  time  to  complete  under  temporary  permit  for 
gasoline  station,  partly  in  residence  and  partly  in  busi¬ 
ness  district,  under  section  21,  Cal.  No.  31-33-BZ; 
Premises  610-622  Utica  avenue,  Borough  of  Brooklyn. 
Mr.  Justice  Hallinan  sustained  certiorari  (N.  Y.  L.  J., 
Feb.  27,  1935).  On  March  31,  1936,  Board  denied  gaso¬ 
line  station  at  this  same  location,  under  section  21. 
Mr.  Justice  Conway  reversed  Board  (N.  Y.  L.  J.,  Oct. 
10,  1936). 

*  *  * 

Peo.  ex  rel.  Broad  Holding  Corpn.  v.  Murdock— On  May  19,  1936, 
Board  denied  gasoline  station  in  business  district,  under 
section  21,  Cal.  No.  38-36-BZ ;  Premises  32-01  Utopia 
parkway,  Bayside,  Borough  of  Queens.  Mr.  Justice 
Lockwood  sustained  Board  (N.  Y.  L.  J.,  Oct.  14,  1936). 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Sept. 
Certificate  of  Occupancy,  approved 


forms  . Aug. 

Concrete  Flat  Slabs,  Rules.... . Sept. 

Concrete  Rules  (Hydrated  Lime) . .  .Dct. 

Elevator  rules  . . . . . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . . . . . Sept. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Oct. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  . .  Dct. 

Procedure,  Rules  of . Sept. 

Refrigerating  Systems,  Extract  C.O.Sept. 
Smoking  in  Factories,  Rules  for.... Sept. 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . Aug. 

Structural  Alterations,  Reporting. .  .June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


IS,  1936— Vol.  21,  No.  37 

2,  1932— Vol.  17,  No.  31 

8,  1936— Vol.  21,  No.  36 

13,  1936— Vol.  21,  No.  41 

3,  1936— Vol.  21,  No.  9 

1,  1935— Vol.  20,  No.  1 

8,  1936— Vol.  21.  No.  36 

1,  1936— Vol.  21,  No.  35 

14,  1936— Vol.  21,  No.  28 

29,  1936— Vol.  21,  No.  39 

14,  1936— Vol.  21,  No.  15 

21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

6,  1936— Vcl.  21,  No.  40 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 

13,  1936— Vol.  21,  No.  41 

S,  1936— Vol.  21,  No.  36 

8,  1936— Vol.  21,  No.  36 

8,  1936— Vol.  21,  No.  36 

18,  1936— Vol.  21,  No.  33 

25,  1936— Vol.  21,  No.  34 

7,  1932— Vol.  17,  No.  23 

28,  1936— Vol.  21,  No.  30 

28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  15 


265-28-BZ . D.B.Bx . Westchester  avenue,  west 

side,  161.14  ft.  south  of  Wil¬ 
kinson  avenue  (Block  4235, 
Lot  43),  Borough  of  The 
Bronx,  N.B.  842-27. 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . Mar. 

Fireline  Hose  Valves . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept. 

Fuel  Oil  Fill  Pipe  Terminals . May 


5,  1935— Vol.  20,  No.  10 
29,  1936— Vol.  21,  No.  39 

1,  1936— Vol.  21,  No.  35 
26,  1936— Vol.  21,  No.  21 
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Fuel  Oil  Burners  for  Industrial  Use  Oct.  6,  1936 — Vol.  21,  No.  40 

Fuel  Oil  Pumps . Oct.  20,  1936 — Vol.  21,  No.  42 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20.  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . . . Sept.  1,  1936— Vol.  21,  No.  35 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  19,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

249-36-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Steinberg  and 
Pokoik,  owners. 

PREMISES — 1197  Grand  Concourse  and  138-148  East 
167th  street,  southwest  corner  (Block  No.  2463, 
Lot  No.  46),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution 

TO  PERMIT  partly  in  a  residence  use  district  and  partly 
in  a  business  use  district  the  alteration  of  exist¬ 
ing  multiple  dwelling  and  stores  by  adding  six 
(6)  additional  stores  on  the  basement  story,  East 
167th  street  front  of  building. 

181-36-BZ. 

APPLICANT — Irving  Kirshenblit,  for  Joseph  Weiss  Co., 
Inc.,  owner. 

PREMISES — 1490-1498  Linden  boulevard,  south  side,  478 
ft.  4)4  in.  east  of  Rockaway  avenue  (Block  No. 
3644,  Lot  No.  85),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution 

TO  PERMIT  the  extension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a  proposed 
gasoline  service  station. 

126-36-BZ. 

APPLICANT — City  Parking  Stations,  Inc.,  for  Chase 
National  Bank  of  the  City  of  New  York,  owner. 

PREMISES — 288-290  Madison  avenue,  west  side,  51.9  ft. 
north  of  East  40th  street  (Block  No.  1275,  Lot 
Nos.  16  and  17),  Borough  of  Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution 

TO  PERMIT  the  use  of  the  plot  for  the  parking  of  more 
than  five  (5)  motor  vehicles  in  a  retail  use  dis¬ 
trict. 

214-36-BZ. 

APPLICANT — Myles  Levinson,  for  Cooper  Chemists, 
Inc.  and  Ezra  Jaffe,  owners. 

PREMISES — 1512-1524  Bath  avenue,  southwest  corner 
of  Bay  10th  street  (Block  No.  6427,  part  of  Lot 
No.  39),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 

158-36-BZ. 

APPLICANT — Gustave  Lindell,  for  Kew  Club  Realty 
Corp.,  owner. 

PREMISES — 83-26  Austin  street,  south  side,  180  ft.  east 
of  Lefferts  boulevard  (Block  No.  3338,  Lot  No. 
25),  Kew  Gardens,  Borough  of  Queens. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  storage  and 
parking  of  more  than  five  (5)  motor  vehicles. 


256- 36-BZ. 

APPLICANT — William  I.  Hohauser,  for  Marie  E.  Har- 
dart,  owner. 

PREMISES — 1109  Lexington  avenue,  east  side,  68.6  ft. 
north  of  East  77th  street,  and  153-157  East  77th 
street  (Block  No.  1412,  Lot  Nos.  20^4,  23,  23)4 
and  24),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  the  erection  of  a  business  building  (theatre) 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district,  and  the  omission  of  the  re¬ 
quired  rear  yard. 

589-31 -BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Sona  Cooper- 
stein,  owner. 

PREMISES — 159-01  to  159-07  114th  avenue  (Linden 

boulevard),  northeast  corner  of  159th  street,  and 
159-02  to  159-08  Meyer  avenue  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  July  14,  1936), 

TO  PERMIT *the  extension  in  area  of  an  existing  gaso¬ 
line  service  station  in  a  business  use  district,  pre¬ 
viously  granted  by  the  board. 

266-36-BZ. 

APPLICANT — Lama  &  Proskauer,  for  Frederick  Reiner, 
owner. 

PREMISES — Northeast  corner  of  Queens  boulevard  and 
Nassau  boulevard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part  of  Lot  No. 
21),  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  district. 

241-36-BZ. 

APPLICANT — George  A.  Voss,  for  Medical  Society  of 
the  County  of  Kings  and  Academy  of  Medicine 
of  Brooklyn,  Inc.,  owner. 

PREMISES — 1307-1311  Bedford  avenue  and  1214  Atlan¬ 
tic  avenue,  southeast  corner  (Block  No.  1200,  Lot 
No.  9),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 

257- 36-BZ. 

APPLICANT — John  J.  Beatty,  for  Buckminster  Estates, 
Tnc.,  owner. 

PREMISES — 1713  Church  avenue,  north  side,  105  ft.  97^ 
in.  east  of  East  17th  street  (Block  No.  5078,  Lot 
No.  30),  Borough  of  Brooklyn,. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  of  a  business  building  ('theatre 
and  stores)  extending  from  a  business  use  district 
to  a  residence  use  district. 


OCTOBER  20,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Octo- 
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ber  20,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  115-36-BZ — Application,  April  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Gustave  Goldman,  applicant,  on  be¬ 
half  of  George  Beaudry,  owner,  to  per¬ 
mit  in  a  business  use  district  the  use 
of  a  plot  of  ground  for  parking  more 
than  five  (5)  motor  vehicles  and,  also, 
automobile  wrecking;  premises  5283- 
5291  Kings  Highway,  east  side,  60  ft.  9 
in.  north  of  Preston  court  (Block  No. 
7949,  Lot  No.  20),  Borough  of  Brook¬ 
lyn. 

cal.  no.  223-36-BZ — Application,  July  14,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  John  Adikes,  applicant, 
4  on  behalf  of  Jamaica  Savings  Bank, 

owner,  to  permit  partly  in  an  unre¬ 
stricted  use  district  and  partly  in  a 
business  use  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles;  premises  91-11 
to  91-25  144th  place  and  144-01  to 
144-09  Archer  place  (avenue),  north¬ 
east  corner  (Block  No.  1033,  Lot  Nos. 
20  and  25),  Jamaica,  Borough  of 
Queens. 

cal.  no.  225-36-BZ — Application,  Scacchetti  and  Siegel,  ap¬ 
plicants,  on  behalf  of  The  North 
American  Holding  Corp.,  owner,  to 
permit  in  a  residence  use  district  the 
erection  of  a  six  (6)  story  multiple 
dwelling  with  business  use  (stores)  on 
the  first  story;  premises  1182-1196 
Grand  Concourse  and  180-188  East 
167th  street,  southeast  corner  (Block 
No.  2456,  Lot  Nos.  155  and  163),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  222-36-BZ — Application,  July  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Boochever,  McManus  and  Ostrow, 
applicants,  on  behalf  of  New  York 
Water  Service  Corporation,  owner,  to 
permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  steel 
tank  for  storage  of  water ;  premises 
3402-3424  Foster  avenue,  south  side, 
540  ft.  west  of  East  37th  street  (Block 
No.  4982A,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  239-36-BZ — Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frackman  and  Robins,  appli¬ 
cants,  on  behalf  of  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  Northwest  corner 
of  Grand  Concourse  and  East  182nd 
street  (Block  No.  3163,  Lot  No.  40), 
Borough  of  The  Bronx. 

cal.  no.  2S1-36-BZ — Application,  September  18,  1936,  under 
sections  7b,  7c  and  21  of  the  building 
zone  resolution,  of  Thomas  W.  Lamb, 
Inc.,  applicant,  on  behalf  of  Enfants 


Real  Estate  Corporation,  owner,  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  alteration  of  an  existing  business 
building  so  as  to  include  a  theatre; 
premises  1146-1148  Madison  avenue 
26-28  East  85th  street,  southwest  cor¬ 
ner  (Block  No.  1496,  Lot  No.  60), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  20,  1936,  2  P.  M. 

Variation  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

Appeals  from  Administrative  Orders 

25 1  -36-A— 1796-1808  Broadway,  232-240  Central  Park 
South,  235-241  West  58th  street,  southeast 
corner  of  Broadway  and  Central  Park  South 
(Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 

209-36-A — 513-517  Ralph  avenue,  east  side,  25  ft.  south  of 
Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

21S-36-A — 979-989  Clarkson  avenue,  northeast  corner  ot 
Remsen  avenue  (Block  No.  4626,  part  of  Lot 
No.  37),  Borough  of  Brooklyn. 

267- 36-A — 646-720  Van  Siclen  avenue,  northwest  corner  of 

Hegeman  avenue  (Block  No.  4304,  Lot  No. 
12),  Borough  of  Brooklyn. 

268- 36-A — 601-611  Sheffield  avenue,  northeast  corner  of 

Livonia  avenue  (Block  No.  3805,  Lot  No.  1), 
Borough  of  Brooklyn. 

269- 36-A — 53-59  Chester  street,  east  side,  120  ft.  north  of 

Pitkin  avenue  (Block  No.  3499,  Lot  Nos.  8, 
10  and  12),  Borough  of  Brooklyn. 

270- 36-A — 934-942  Halsey  street,  south  side,  189  ft.  east 

of  Saratoga  avenue  (Block  No.  1495,  Lot  No. 
16),  Borough  of  Brooklyn. 

132-36-A — 1064-1080  East  New  York  avenue,  southwest 
corner  of  East  95th  street  (Block  No.  4598, 
Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 

163- 36-A — 1015-1021  East  New  York  avenue,  northwest 

corner  of  Rochester  avenue  (Block  No.  1420, 
Lot  No.  41),  Borough  of  Brooklyn. 

164- 36-A — 4202-4230  New  Utrecht  avenue,  entire  block 

10th  avenue  to  New  Utrecht  avenue,  between 
42nd  street  and  43rd  street  (Block  No.  5596, 
Lot  No.  1),  Borough  of  Brooklyn. 

231 -36-A — 38-48  Livonia  avenue,  southwest  corner  of  Bar¬ 
ret  street  (Block  No.  3581,  Lot  Nos.  32  and 
33),  Borough  of  Brooklyn. 

291-36- A— 112  East  21st  street,  west  side,  171  ft.  south 
of  Caton  avenue  (Block  No.  5081,  Lot  No. 
15),  Borough  of  Brooklyn. 

Appliance  Submitted  for  Approval 
10-36-SA — Fee  &  Mason  Fill  Pipe  Terminal  for  Fuel  Oil 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Octo¬ 
ber  20,  1936,  at  2  o’clock  in  Room  1013,  Municipal  Build- 
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ing,  on  the  following  matter : 

cal.  no.  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution^  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  23,  1936,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  October 
23,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  284-36-BZ — Application,  September  22,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  W.  T.  McCarthy,  applicant, 
on  behalf  of  House  of  St.  Giles  the 
Cripple,  owner,  to  permit  partly  in 
a  “C”  area  district  and  partly  in  an 
“E”  area  district  the  alteration  and 
extension  in  height  of  an  existing 
hospital  building,  and  the  erection  of 
additions  thereto  to  occupy  a  greater 
area  than  permitted  by  the  building 
zone  resolution;  premises  1342-1350 
President  street  and  335-343  Brooklyn 
avenue,  southeast  corner  (Block  No. 
1285,  Lot  No.  7),  Borough  of  Brook¬ 
lyn. 

cal.  no.  25-36-BZ — Application,  February  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jane  Grillo,  applicant  and 
owner,  to  permit  in  a  business  use 
district  the  change  of  occupancy  of 
an  existing  garage  for  more  than  five 
(5)  motor  vehicles  to  a  garage  for 
more  than  five  (5)  motor  vehicles 
and  repair  shop;  premises  1484  Coney 
Island  avenue,  west  side,  440  ft.  north 
of  Avenue  L  (Block  No.  6536,  Lot 
No.  20),  Borough  of  Brooklyn. 

cal.  no.  109-36-BZ — Application,  April  23,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  M.  Baker,  applicant,  on  be¬ 
half  of  Agnes  Spanos,  owner,  to  per¬ 
mit  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  108-23  Asto¬ 
ria  boulevard,  north  side,  183.9(4  ft. 
east  of  31st  drive  (Block  No.  1679,  Lot 


No.  44),  Elmhurst,  Borough  of 
Queens. 

cal.  no.  121-36-BZ — Application,  May  5,  1936,  under  sec¬ 
tions  7f  and  21  of  the  building  zone 
resolution,  of  Benjamin  Maksik,  appli¬ 
cant  and  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  an  open  air  dining 
and  dancing  pavilion  and  also  the 
parking  of  more  than  five  (5)  motor 
vehicles  (of  patrons)  ;  premises  2686- 
2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of 
Brooklyn. 

cal.  no.  159-36-BZ — Application,  May  29,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 
tion,  of  Frank  G.  Colgan,  applicant, 
on  behalf  of  Alurion  Realty  Corpora¬ 
tion,  owner,  to  permit  in  a  retail  use 
district  the  use  and  maintenance  of 
a  plot  of  ground  as  a  parking  space 
for  more  than  five  (5)  motor  vehi¬ 
cles  for  a  temporary  period  of  two 
(2)  years;  premises  245-259  West  41st 
street,  north  side,  100  ft.  east  of  8th 
avenue  (Block  No.  1013,  part  of  Lot 
No.  3),  Borough  of  Manhattan. 

cal.  no.  180-36-BZ — Application,  June  12,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  T.  Hammer,  applicant, 
on  behalf  of  Margaret  V.  McCabe, 
owner,  to  permit  in  a  residence  use 
district  the  change  of  occupancy  of 
an  existing  building  from  residence 
use  to  business  use  (undertaking  es¬ 
tablishment)  ;  premises  1938  Grand 
Concourse,  east  side,  71.04  ft.  south 
of  East  178th  street  (Block  No.  2810, 
Lot  No.  5),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  26,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

217-33-BZ. 

APPLICANT — Benjamin  N.  Brody,  for  Helen  Schrage 
Lehman,  owner. 

PREMISES— 110-38  Springfield  boulevard  and  217-20  110th 
road  (Junior  place),  southwest  corner  (Block  No. 
2038,  part  of  Lot  No.  28),  Queens  Village,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied). 

244-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Bennet-Shieber, 
Inc.,  owner. 

PREMISES — Northeast  corner  of  Liberty  avenue  and 
104th  avenue  (Block  No.  1404,  part  of  Lot  Nos. 
141  and  145),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 

2S0-36-BZ. 

APPLICANT — Benjamin  Millstein,  for  The  City  Mort¬ 
gage  Company,  owner. 

PREMISES — 182-184  Fulton  street  and  91  Orange  street, 
northwest  corner  (Block  No.  222,  Lot  No.  17), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  change  of  use  from  stores  to  gasoline 
service  station  for  a  portion  of  the  first  floor  of 
an  existing  garage  and  store  building. 


OCTOBER  27,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  October 
27,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  391-27-BZ — Application  of  Daniel  Marshall,  ap¬ 
plicant,  on  behalf  of  Sinclair  Refining 
Co.,  lessee  (long  term  lease),  reopened 
June  16,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  and  partly  in  an 
unrestricted  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  (previously  denied  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion)  ;  premises  5214-5218  Broadway 
and  89  West  225th  street,  northeast 
corner  (Block  No.  2215,  Lot  No.  106), 
Borough  of  Manhattan. 

cal.  no.  16-36-BZ — Application,  January  27,  1936,  under 
sections  7f  and  21  of  the  building  zone 
resolution,  of  Albert  Goldhammer,  ap¬ 
plicant,  on  behalf  of  A.  F.  &  G.  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion ;  premises  1865-1869  Westchester 
avenue  and  1301  White  Plains  road, 
north  side  of  Westchester  avenue, 
from  Leland  avenue  to  White  Plains 
road  (Block  No.  3880,  Lot  Nos.  1,  2, 
3,  4  and  5),  Borough -of  The  Bronx. 

cal.  no.  151-36-BZ — Application,  May  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Felix  J.  Wasselle,  applicant,  on 
behalf  of  Y.  Showronski,  owner,  to 
permit  in  a  residence  use  district  the 
change  of  occupancy  of  part  of  an 
existing  residence  building  to  business 
use  (store)  ;  premises  439  Vermont 
street,  east  side,  180  ft.  north  of  Blake 
avenue  (Block  No.  3774,  Lot  No.  10), 
Borough  of  Brooklyn. 

cal.  no.  85-36-BZ — Application  April  2,  1936 ;  dismissed  for 
lack  of  prosecution,  June  16,  1936;  re¬ 
opened  and  restored  to  calendar  Sep¬ 
tember  15,  1936,  under  section  21  of  the 
building  zone  resolution ;  re  Applica¬ 


tion  of  office  of  Henry  T.  Child,  ap¬ 
plicant,  on  behalf  of  Flatbush  Savings 
Bank,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station ; 
premises  2235-2247  Flatbush  avenue 
and  1832  East  48th  street,  northeast 
corner  (Block  No.  8487,  Lot  Nos.  1,  3 
and  5),  Borough  of  Brooklyn. 

cal.  no.  82-36-BZ — Application  March  28,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  William  Hoelze,  appli¬ 
cant,  on  behalf  of  Hoelze  Realty  Corp., 
owner,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  maintenance  of  a  lum¬ 
ber  storage  shed  and  planing  mill ; 
premises  206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in.  east 
of  206th  street  and  206-19  45th  road, 
north  side,  100  ft.  east  of  206th  street 
(Block  No.  3148,  Lot  Nos.  9^2,  59  and 
60),  Bayside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  27,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

276-36-A — 94  Bowery,  west  side,  50  ft.  8  in.  north  of  Hes¬ 
ter  street  (Block  No.  239,  Lot  No.  36),  Bor¬ 
ough  of  Manhattan. 

290-36-A— 574  Saratoga  avenue,  west  side,  192  ft.  north 
of  Sutter  avenue  (Block  No.  3514,  Lot  No. 
63),  Borough  of  Brooklyn. 

292-36-A- — 282-296  Chester  street,  west  side,  180  ft.  north 
of  Dumont  avenue,  and  251-279  Bristol  street 
(Block  No.  3559,  Lot  Nos.  39,  40,  41,  42  and 
43),  Borough  of  Brooklyn. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon, 
October  27,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board: 

cal.  no.  145-36-BZ — Application,  May  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  Katherine  Eckhardt,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  379  East  Gun 
Hill  road  and  3501  Webster  avenue, 
northwest  corner  (Block  No.  3356,  Lot 
No.  220),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 

CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  2,  1936,  AT  2  P.  M. 

Building  Zone  Case 

240-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Joseph  Giganti, 
owner. 
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PREMISES — 87-14  92nd  street,  west  side,  110.39  ft.  south 
of  Jamaica  avenue  (Block  No.  79,  Lot  No.  20), 
Woodhaven,  Borough  of  Queens. 

APPLICATION,  under  section  7a  of  the  building  zone 
resolution. 

TO  PERMIT  the  extension  of  an  existing  public  garage 
and  the  erection  of  a  gasoline  service  station  in  a 
residence  use  district. 


NOVEMBER  4,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  No¬ 
vember  4,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  54-36-BZ — Application,  March  10,  1936,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  Kadel,  Van  Kirk  and 
Trencher,  applicants,  on  behalf  of  B. 
&  S.  Gasoline  Stations,  Inc.,  owner, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline 
service  station ;  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend 
Neck  road,  northwest  corner  (Block 
No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

cal.  no.  304-36-BZ — Application,  October  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Washburn  Wire  Company, 
Inc.,  applicant  and  owner,  to  permit  the 
proposed  extension  of  an  existing  fac¬ 
tory  building  from  an  unrestricted 
use  district  into  a  residence  use  dis¬ 
trict;  537-549  East  118th  street,  north¬ 
west  corner  of  East  River  drive  and 
542-550  East  119th  street  (Block  No. 
1815,  Lot  Nos.  23  and  31),  Borough  of 
Manhattan. 

cal.  no.  636-20-BZ — Application  of  Michael  Mario,  appli¬ 
cant,  on  behalf  of  Constant  Motor 
Service  Corporation,  owner,  reopened 
October  14,  1936,  under  section  21  of 
the  building  zone  resolution  to  permit 
partly  in  an  unrestricted  use  district 
and  partly  in  a  business  use  district  the 
reconstruction  of  a  series  of  multiple 
garage  buildings  and  a  gasoline  service 
station  (previously  granted  by  the 
board),  so  as  to  provide  automobile 
sales  rooms  and  motor  vehicle  repair 
shops  with  openings  to  65th  street ; 
premises  6434-6520  Fifth  avenue,  435- 
483  66th  street,  northwest  corner 
(Block  No.  5827,  Lot  No.  27),  Borough 
of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  4,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon, 
November  4,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board : 


cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  265-28-BZ — Application  of  Flostrand  Realties,  Inc., 
applicant  and  owner,  reopened  October 
14,  1936  for  consideration  as  to  exten¬ 
sion  of  time  (permit  having  expired  by 
limitation) — re  Application,  granted  on 
condition,  under  section  21  of  the 
building  zone  resolution,  permitting, 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district,  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  west  side  of 
Westchester  avenue,  161.14  ft.  south  of 
Wilkinson  avenue  (Block  No.  4235, 
Lot  No.  43),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  10,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  10,  1936,  at  10  o’clock,  in  Room  1013  Municipal  Build¬ 
ing,  on  the  following  matter : 

cal.  no.  189-36-BZ — Application,  June  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  Richter,  applicant,  on  be¬ 
half  of  Solo  Linder,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station,  showroom,  auto¬ 
mobile  laundry,  brake  testing  station 
and  office;  premises  2994  Coney  Island 
avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  722  Banner  ave¬ 
nue,  southwest  corner  of  Guider  ave¬ 
nue  (Block  No.  7264,  Lot  No.  49), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 
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NOVEMBER  10,  1936,  2  P.  M. 

Variation  of  Labor  Law 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 


NOVEMBER  17,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  No¬ 
vember  17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 

cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
4  21  of  the  building  zone  resolution,  of 

Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 


avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  8,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter : 

cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

WEDNESDAY  MORNING,  OCTOBER  14,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held  on 
Tuesday  morning,  October  6,  1936  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
October  6,  1936,  were  approved  as  printed  in  Bulletin  No. 
41,  Vol.  XXL 


BUILDING  ZONE  CASES 

118-36-BZ. 

APPLICANT — Carl  Bach,  for  Estate  of  Edward  Bach, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion. 

PREMISES  AFFECTED— 242-252  St.  Nicholas  avenue, 
northeast  corner  of  West  122nd  street  and  2271  - 
2281  Eighth  avenue,  northwest  corner  of  West 
122nd  street  (Block  No.  1949,  Lot  No.  29),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Abraham  Grenthal. 

For  Opposition :  Philip  Kaplan. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
10  A.M.,  upon  request  of  applicant’s  attorney 


189-36-BZ. 

APPLICANT — William  Richter,  for  Solo  Linder,  owner. 


SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict,  the  erection  and  maintenance  of  a  gasoline 
service  station,  showroom,  automobile  laundry, 
brake  testing  station  and  office. 

PREMISES  AFFECTED — 2994  Coney  Island  avenue, 
3364-3374  Guider  avenue,  southwest  corner  and  722 
Banner  avenue,  southwest  corner  of  Guider  (Block 
No.  7264,  Lot  No.  49),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  William  Richter. 

For  Opposition:  Milton  L.  Neimark,  Mack  Frack- 
man. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936, 
at  10  A.M.  upon  request  of  applicant. 


304-36-BZ. 

APPLICANT — Washburn  Wire  Company,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  the  extension  from  an  unre¬ 
stricted  use  district  into  a  residence  use  district  of 
a  proposed  extension  to  an  existing  factory  build¬ 
ing. 

PREMISES  AFFECTED— 537-549  East  118th  street, 
northwest  corner  of  East  River  drive  and  542-550 
East  119th  street  (Block  No.  1815,  Lot  Nos.  23 
and  31),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Raymond  J.  Walsh. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  November  4,  1936  at  10  A.M.  Applicant 
to  notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  October  20,  1936. 
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Such  notice  to  include  instructions  to  property 
owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  October  29,  1936. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


194-36-BZ. 

APPLICANT — Jacob  Lustig,  for  Department  of  Hospi¬ 
tals,  City  of  New  York,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7 a  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district,  as 
an  accessory  to  a  hospital,  the  alteration  and  exten¬ 
sion  of  a  former  stable  for  ambulances  (now  occu¬ 
pied  as  a  garage),  so  as  to  accommodate  thirty- 
five  (35)  motor  vehicles  (including  ambulances). 
PREMISES  AFFECTED — 451  Clarkson  avenue  and  south 
side  of  Winthrop  street,  between  New  York  ave¬ 
nue  and  Albany  avenue  (Block  No.  4829,  Lot  No. 
1)  ;  (Kings  County  Hospital),  Borough  of  Brook¬ 
lyn. 

APPEARANCES—  .  ,  T 

For  Applicant:  Emil  Falkenhainer  and  Joseph  k. 

Suozzi. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief  . 

Walsh  .  4 

Negative  .  ” 

Absent  .  0 

THE  RESOLUTION— 

(194-36-BZ) 

Whereas,  Jacob  Lustig,  for  Department  of  Hospitals, 
City  of  New  York,  owner,  filed  June  24,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution,  to  permit  in  a 

business  use  district  as  an  accessory  to  a  hospital,  the 
alteration  and  extension  of  a  former  stable  for  ambulances 
(now  occupied  as  a  garage)  so  as  to  accommodate  thirty- 
five  (35)  motor  vehicles  (including  ambulances)  Premises: 
451  Clarkson  avenue  and  south  side  of  Winthrop  street, 
between  New  York  avenue  and  Albany  avenue  (Block  No. 
4928,  Lot  No.  1)  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  14,  1936,  after  due  notice  by  publication 
in  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Winthrop  street  is  in  a 
business  and  unrestricted  district;  Hawthorne  street  is  m  a 
residence  and  business  district ;  Clarkson  avenue  is  in  a 
business  and  unrestricted  district  and  Brooklyn  avenue  is 
in  a  business  'district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Buildings, 
rendered  June  24,  1936,  re  Application  No.  3592-1936,  reads : 

“Proposed  garage  for  more  than  5  motor  vehicles 
in  a  business  use  district  is  contrary  to  Art.  II,  Section 
4  of  the  Building  Zone  Resolution  and  is  therefore 
denied.” 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
bounded  by  Winthrop  street,  Clarkson  avenue  and  New 
York  avenue — occupied  by  the  Kings  County  Hospital 
buildings.  The  building  in  question  (located  on  the  Win¬ 
throp  street  front  of  the  plot)  is  non-fireproof,  2  stories  in 
height,  179  ft.  long  by  62  ft.  8  in.  irregular  in  area.  It  is 
proposed  to  extend  the  area  of  the  existing  building  by 
increasing  the  length  to  189  ft.  4  in.  and  as  otherwise  shown 


on  filed  plans.  It  is  proposed  to  occupy  the  building  as 
altered  as  a  garage  for  35  motor  vehicles  including  ambu¬ 
lances  ;  and 

.  Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  in  order  to  be  informed 
prior  to  the  hearing ;  and 

Whereas,  in  the  opinion  of  the  board,  the  prohibition 
in  section  21  of  the  building  zone  resolution  does  not  apply 
to  the  use  of  the  building  under  appeal,  in  view  of  its 
being  a  necessary  accessory  building  to  the  hospital,  having 
no  entrances  or  exits  other  than  from  the  hospital  grounds. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified  and  the  application  be  and 
it  hereby  is  granted,  on  condition  that  the  proposed  altera¬ 
tion  and  use  shall  be  in  accordance  with  the  statement  and 
plans  filed  with  this  appeal  and  that  all  laws  and  ordinances 
applicable  to  the  construction  and  use  of  this  building  shall 
lie  complied  with. 


187-36-BZ. 

APPLICANT — William  V.  McDevit,  for  Socony-Vacuum 
Oil  Company,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7 a  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  al¬ 
teration  and  installation  of  a  lubritorium  unit  in  an 
existing  gasoline  service  station. 

PREMISES  AFFECTED— 1190-1192  Bay  street  and  Hi¬ 
ll  7  Hylan  boulevard,  northwest  corner  (Block  No. 
2850,  Lot  No.  32),  Rosebank,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant :  William  V.  McDevit. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 


(187-36-BZ) 

Whereas,  William  V.  McDevit,  for  Socony-Vacuum  Oil 
Company,  Inc.,  owner,  file'd  June  19,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
use  district  the  alteration  and  installation  of  a  lubritorium 
unit  in  an  existing  gasoline  service  station;  premises:  1190- 
1192  Bay  street  and  111-117  Hylan  boulevard,  northwest 
corner  (Block  No.  2850,  Lot  No.  32),  Rosebank,  Borough 
of  Richmond ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hylan  boulevard  is  in  a 
business  district;  Clifton  place  is  in  a  residence,  unre¬ 
stricted  and  business  district  and  Rosebank  place  is  in  a 
residence  and  business  district ;  Bay  street  is  in  a  business 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  June  24,  1936  re  Alt.  No.  353-1936,  reads: 

“Your  application,  Alteration  No.  353/1936,  for  the 
installation  of  a  lubritorium  unit  addition  to  present 
sales  unit  of  present  gasoline  station  for  lubricating 
automobiles  at  premises  1190-1192  Bay  street  and  111- 
117  Hylan  boulevard,  northwest  corner,  Rosebank, 
Borough  of  Richmond,  is  hereby  denied  as  the  proposed 
addition  to  gasoline  service  station  in  a  business  use 
district  is  contrary  to  section  6  of  the  Zoning  Law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  having 
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a  frontage  of  100  ft.  on  Hylan  boulevard  and  53  ft.  on  Bay 
street;  on  wmch  is  located  a  legal  gasoline  station,  estab¬ 
lished  in  1928,  when  the  plot  was  in  an  unrestricted  zone, 
consisting  ot  a  frame  oh  ice,  16  ft.  by  24  ft.  in  area,  a 
metal  shed  10  ft.  by  18  ft.  in  area,  grease  pits,  tanks, 
pumps,  e^c.  It  is  proposed  to  remodel  the  existing  frame 
building  and  to  incorporate  it  in  a  larger  structure,  51  ft. 
by  26  it.,  irregular  in  area.  The  new  structure  to  be  used 
as  office,  salesroom  and  lubritorium  with  greasing  lifts,  to  be 
used  in  conjunction  with  the  existing  gas  station;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  Section  /  (a)  of  the  building 
zone  resolution  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and  that 
the  application  be  arid  it  hereby  is  granted  under  Section 
7(a),  permitting  the  extension  of  the  accessory  buildings, 
as  indicated  on  plans  filed  with  this  appeal,  on  condition 
that  the  building  shall  be  constructed  of  fireproof  material 
except  that  the  roof  beams,  roof  boarding,  door  frames  and 
doors,  window  frames  and  sash  may  be  of  wood,  provided 
the  ceilings  throughout  are  fire-retarded  in  accordance  with 
the  rules  of  the  Board  cf  Standards  and  Appeals  and  the 
roof  surfacing  is  of  non-inflammable  material ;  that  the 
entire  plot,  where  not  occupied  by  accessory  buildings  shall 
be  paved  with  cement  or  colprovia  or  covered  with  crushed 
blue  stone  properly  bound ;  that  there  shall  be  erected  on 
the  interior  lot  lines,  where  not  occupied  by  accessory 
buildings  or  walls  of  adjoining  buildings  on  the  lot  line, 
a  suitable  fence;  that  exits  to  Hylan  boulevard  and  Bay 
street  shall  not  exceed  those  now  in  use;  that  no  automobile 
repairing  shall  be  carried  on ;  that  there  shall  be  no  portable 
gasoline  pumps  used  on  or  from  the  premises;  that  the 
existing  open  grease  pits  shall  be  removed,  and  no  new 
ones  installed  ;  that  the  greasing  lifts  within  the  proposed 
accessory  building  shall  be  of  the  hydraulic  type ;  that 
advertsing  shall  be  limited  to  the  globes  of  the  gasoline 
pumps  and  to  permanent  flat  signs  against  the  accessory 
building,  excluding  all  temporary  signs  and  roof  signs,  but 
permitting  the  erection  of  a  post  standard  near  the  inter¬ 
section  of  the  two  streets  to  carry  a  sign  which  may  be  il¬ 
luminated,  advertising  only  the  brand  of  gasoline  on  sale, 
provided  such  sign  shall  not  extend  beyond  the  building 
line  for  a  distance  of  more  than  5  ft. ;  that  the  existing 
triangular  concrete  island  at  the  intersection  of  Hylan 
boulevard  and  Bay  street  shall  be  maintained ;  that  there 
shall  be  erected  on  the  building  line  for  a  distance  of  5  ft. 
from  the  northerly  lot  line  on  Bay  street  and  from  the 
westerly  interior  lot  line  on  Hylan  boulevard,  a  concrete 
curb  not  less  than  5  ft.  in  length  and  12  inches  in  width 
and  5  inches  in  height,  with  rounded  top ;  that  all  permits 
shall  be  obtained  and  all  work  completed  within  one  year 
from  the  date  of  this  action. 


215-36-BZ. 

APPLICANT — Abraham  J.  Halprin,  for  Cotan  Realty, 
Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7-B  of  the  building 
zone  resolution,  to  permit  partly  in  a  business  use 
and  partly  in  a  residence  use  district  the  alteration 
and  change  of  occupancy  of  part  of  an  existing 
multiple  dwelling  from  residence  use  to  business 
use  (stores). 

PREMISES  AFFECTED — 188-198  Parkside  avenue,  south 
side,  81  ft.  10 in.  east  of  Ocean  avenue  (Block 
No.  5054,  Lot  No.  11),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  J.  Halprin  and' Nathan 
Cohen. 

For  Opposition :  None. 


ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Atrirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  liium  and  Assistant  yhief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(215-36-BZ) 

Whereas,  Abraham  J.  Halprin,  for  Cotan  Realty  Inc., 
owner,  filed  July  7,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use  district  the  alteration 
and  change  of  occupancy  of  part  of  an  existing  multiple 
dwelling  trom  residence  use  to  business  use  (stores); 
premises:  188-198  Parkside  avenue,  south  side,  81  ft.  lOMs 
in.  east  of  Ocean  avenue  (Block  No.  5054,  Lot  No.  11), 
Borough  of  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Parkside  avenue  is  in  a 
business  arid  residence  district ;  Woodruff  avenue  is  in  a 
residence  and  business  district  and  Ocean  avenue  is  in  a 
residence  and  business  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  June  26,  1936  re  Alt.  Applic.  No.  8085,  1936,  reads: 

“2.  Portion  of  building  within  100  ft.  of  Ocean 
avenue  is  in  residential  district.  Stores  contrary  to 
Art.  2,  Sec.  3  Bldg.  Zone  Resolution.  Not  further 
considered.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
four  (4)  in  height,  with  a  frontage  of  109  ft.  6  in.  and 
a  depth  of  77  ft.  3  in.  occupied  as  a  multiple  dwelling.  It 
is  proposed  to  alter  the  first  story  and  to  place  stores  on 
the  Parkside  avenue  front,  an  irregular  area  with  a  maxi¬ 
mum  width  of  18  ft.  IV2  inches  being  in  the  residence  use 
district  the  remainder  of  the  premises  being  in  the  business 
use  district ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  prior  to  the  hearing,  so 
that  they  may  be  familiar  with  surrounding  circumstances ; 
and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  Section  7(b)  of  the 
building  zone  resolution  and  was,  therefore,  entitled  to 
relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution  and  that  the 
application  be  and  it  hereby  is  granted  under  Section 
7(b),  permitting  the  use  and  occupancy  for  business  pur¬ 
poses  of  the  portion  of  the  lot  to  the  west,  as  indicated, 
located  within  a  residence  district,  insofar  as  such  has 
reference  to  the  street  floor  and  cellar  for  a  distance  not 
to  exceed  50  ft.  southerly  from  the  Parkside  avenue  building 
line,  on  condition  that  the  court  in  the  rear  of  store  No.  6 
shall  comply  with  the  requirements  of  the  Multiple  Dwelling 
Law  to  provide  legal  ventilation  for  the  rooms  of  the  rear 
apartment  facing  thereon;  that  any  windows  within  the 
use  herein  granted  for  business  that  open  upon  this  court 
shall  be  fireproof  self-closing;  that  the  extension  shall  not 
exceed  one-story  in  height  and  shall  have  a  roof  surfacing 
of  non-inflammable  material;  that  any  skylight  erected 
shall  be  of  metal  construction  and  glazed  with  wire  glass, 
and  that  all  permits  shall  be  obtained  and  all  work  completed 
within  one  year  from  the  date  of  this  action. 
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288-36-BZ. 

APPLICANT — -Leonard  A.  Swarthe  for  B.  P.  M.  Realty 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  the  extension  of  an  existing 
business  building;  (stores)  from  a  business  use 
district  to  a  residence  use  district. 

PREMISES  AFFECTED— 741-747  East  Tremont  avenue, 
north  side,  100  ft.  East  of  Clinton  avenue  (Block 
•  No.  3093,  Lot  Nos.  53,  54  &  55),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Leonard  A.  Swarthe. 

For  Opposition:  Charles  P.  Meyers  and  Irving 
Joseph. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(288-36-BZ) 

Whereas,  Leonard  A.  Swarthe,  for  B.  P.  M.  Realty 
Corporation,  owner,  filed  September  24,  1936  an  application 
under  the  building  zone  resolution  to  permit  in  the  ex¬ 
tension  of  an  existing  business  building  (stores)  from  a 
business  use  district  to  a  residence  use  district ;  premises  : 
741-747  East  Tremont  avenue,  north  side,  100  ft.  east  of 
Clinton  avenue  (Block  No.  3093,  Lot  Nos.  53,  54  and  55) 
Borough  of  the  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  an'd  Appeals  ; 

and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Tremont  avenue  is  in  a 
business  district;  Clinton  avenue  is  in  a  residence  district 
and  Prospect  avenue  is  in  a  residence  district ;  and 


Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  21,  1936  re  Alt.  Applic.  No.  416-1936, 
reads : 

“L  The  proposed  extension  to  existing  business 
building  to  exten'd  partly  within  a  residence  district 
is  contrary  to  the  provisions  of  the  building  zone 
resolution.” 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground  having 
a  frontage  of  73.48  ft.  on  East  Tremont  avenue  and  a  depth 
of  145.0  ft.  upon  which  is  erected  a  one-story  and  basement 
brick  taxpayer  (stores)  building  which  it  is  now  proposed 
to  extend  in  depth  a  distance  of  45.0  ft.,  a  portion  of  which 
extension  will  be  located  in  a  residence  use  district,  the 
remainder  being  in  the  business  use  district;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  in  or'der  to  be  informed 
as  to  surrounding  conditions ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  the  bases  of  his  application  under  Sec.  7-c  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  an'd,  it  hereby  is  granted  under  Section  7-c  to 
permit  an  extension  of  the  business  use  into  the  residential 
area  on  condition  that  within  the  residential  area,  such 
building  shall  not  exceed  in  height  the  existing  one  story 
building ;  that  the  rear  yard  within  the  residence  area  shall 
not  be  less  than  10  ft.  in  width,  and  within  the  business  area 
the  yard  shall  not  be  less  than  5  ft.  in  width ;  that  the  rear 
yard  shall  be  cement  paved  and  a  suitable  fence  erected 
on  the  rear  and  side  lot  lines,  to  enclose  the  rear  yard ;  that 
no  window  shall  be  constructed  in  the  side  lot  line  walls 
within  the  residential  use  area  and  that  all  permits  shall  be 
obtained  and  all  work  shall  be  completed  within  one  year 
from  the  date  of  this  action. 


Adjourned,  11  :05  A.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

WEDNESDAY  AFTERNOON,  OCTOBER  14,  1936 
Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Application  (  re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use,  “B”  area 
and  2  times  height  district  the  alteration  of  a 
hotel — which  after  alteration  will  exceed  the  per¬ 
mitted  height  and  will  not  have  the  required  yard 
and  court  space. 

PREMISES  AFFECTED— 145  West  51st  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Louis  H.  Katzman. 

For  Opposition:  None. 


ACTION  OF  BOARD — Laid  over  to  November  4,  1936, 
at  2  P.M.,  on  request  of  applicant. 


145-36-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Katherine  Eck- 
hardt,  owner. 

SUBJECT — Application  (  re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 379  East  Gun  Hill  road  and 
3501  Webster  avenue,  northwest  corner  (Block  No. 
3356,  Lot  No.  220),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Max  Siegel. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  October  27,  1936,  at 
2  P.M.  awaiting  further  information. 


636-20-BZ. 

APPLICANT — Michael  Mario,  for  Constant  Motor  Serv¬ 
ice  Corp.,  owner. 
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SUBJECT— Application  for  consideration  as  to  hearing 
(reopened  October  6,  1936)— re  (decision  of  the 
commissioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  to  permit  partly  in  an  un¬ 
restricted  use  district  and  partly  in  a  business  use 
district,  the  reconstruction  of  a  series  of  multiple 
garage  buildings  and  a  gasoline  service  station 
(previously  granted  by  the  board),  so  as  to  pro¬ 
vide  automobile  salesrooms  and  motor  vehicle  re¬ 
pair  shops  with  openings  to  65th  street. 

PREMISES  AFFECTED— 6434-6520  Fifth  avenue,  435- 
483  66th  street,  northwest  corner  (Block  No.  5827, 
Lot  No.  27),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  George  A.  Aliano  and  Arthur  D. 
Constant. 

ACTION  OF  BOARD— Calendar  call  waived  and  applica¬ 
tion  set  for  hearing  November  4,  1936,  at  10  A.M. 
Applicant  to  notify  property  owners  in  the  affected 
area  by  registered  mail  not  later  than  October  20, 
1936.  Such  notice  to  include  instructions  to  prop¬ 
erty  owners  that  objections  or  consents  shall  be 
filed  with  the  board  not  later  than  October  29,  1936. 

THE  VOTE  TO  SET  FOR  HEARING— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

\  Walsh  .  4 

Negative  .  0 

Absent  .  0 


617-31-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Albert  Breun- 
inger,  owner. 

SUBJECT — Application  for  reopening— consideration  un¬ 
der  new  proposition — re  (decision  of  the  commis¬ 
sioner  of  buildings)  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station  (previously  granted  for  a  garage  for  more 
than  five  (5)  motor  vehicles — garage  not  built). 

PREMISES  AFFECTED— 1300-1308  Sedgwick  avenue, 
east  side,  153  ft.  11  in.  south  of  West  169th  street 
(Block  No.  2530,  Lot  No.  32),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


265-28-BZ. 

APPLICANT — Flostrand  Realties,  Inc.,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— permit  having  expired  by  limitation — 

— re  (decision  of  the  superintendent  of  buildings), 
under  section  21  of  the  building  zone  resolution, 
permitting  partly  in  a  business  district  and  partly 
in  a  residence  district,  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— West  side  of  Westchester  ave¬ 
nue,  161.14  ft.  south  of  Wilkinson  avenue  (Block 
No.  4235,  Lot  No.  43),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Bernard  J.  O’Connell. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  November  4,  1936, 
at  2  P.M. 


THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


273-36-BZ. 

APPLICANT — John  Eberson,  for  Queens-73rd  Street, 
Corporaton,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  erec¬ 
tion  of  a  building  to  be  used  for  motion  picture 
theatre  and  stores. 

PREMISES  AFFECTED— 73-01  to  73-09  37th  road  and 
37-55  73rd  street,  northeast  corner  (Block  No.  1284, 
Lot  Nos.  7,  9  and  11),  Jackson  Heights,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant :  Philip  Wellins,  James  Ruderman. 
For  Opposition :  Minnie  L.  Behrens,  Gertrude  L. 
Greff,  Margaret  R.  Kappler,  Mrs.  J.  Karhan 
J.  Yadicicce.  ,  . 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE—  ^  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative .  ~ 

Absent  .  " 

THE  RESOLUTION— 

(273-36-BZ) 

Whereas,  John  Eberson,  for  Queens-73rd  street  Corpora¬ 
tion,'  owner,  filed  September  15,  1936  an  application  under 
the  building  zone  resolution  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district  the  erec¬ 
tion  of  a  building  to  be  used  for  motion  picture  theatre 
and  stores ;  premises :  73-01  to  73-09  37th  road  and  37-55 
73r'd  street,  northeast  corner  (Block  No.  1284,  Lot  Nos. 
7,  9  and  11)  Jackson  Heights,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 

by  the  Board  of  Standards  and  Appeals,  at  its  regular 

meeting,  October  14,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  37th  road  is  in  a  business  and 
residence  district ;  73rd  street  is  in  a  business  an'd  residence 
district ;  Broadway  is  in  a  business  district  and  Roosevelt 
avenue  is  in  a  business  district;  and 

Whereas,  the  decision  of  the  commissioner  .of  buildings, 
rendered  September  2,  1936,  re  Permit  No.  4236,  reads: 

“The  erection  of  a  building  for  use  as  a  motion 
picture  theatre  and  stores  located  partly  within  a 
business  district,  but  extending  into  a  residence  district, 
is  contrary  to  Section  3  of  the  zone  resolution.” 

an'd 

Whereas,  the  premises  consist  of  a  plot  of  ground  having 
a  frontage  of  100  ft.  on  37th  road  (Albemarle  Terrace) 
and  120  ft.  on  73rd  street  (16th  street),  upon  which  is 
located  a  two-story  brick  business  building  (offices  and 
stores).  It  is  proposed  to  demolish  the  existing  business 
building  on  the  37th  road  (southerly)  portion  of  the  plot 
and  erect  a  one  and  two-story  brick  and  fireproof  building. 
30  ft.  6  in.  in  height,  95  ft.  by  120  ft.  in  area,  to  be  occupied 
as  a  motion  picture  theatre  and  stores ;  and 
Whereas,  a  committee  of  the  board,  in  order  to  be 
informed,  prior  to  the  hearing,  inspected  these  premises ; 
and 

Whereas,  it  was  the  opinion  of  the  committee  of  inspec¬ 
tion  that  the  application  should  be  granted ;  and  the  board 
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deemed  that  the  applicant  had  substantiated  the  basis  of 
lis  application  under  section  7  subdivision  c  of  the  building 
tone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  7-c,  permitting  the  extension  of  the  proposed  theatre 
wilding  into  a  residential  'district,  on  condition  that  no  part 
3f  the  building  on  the  street  line  of  73rd  street,  as  widened 
to  the  60  ft.  width,  shall  be  nearer  the  northerly  lot  line 
than  7  ft.  6  in. ;  that  the  required  theatre  court  shall  be 
along  the  northerly  lot  line ;  that  there  shall  be  no  openings 
from  the  auditorium  to  73rd  street  other  than  exit  doors 
as  indicated;  that  the  wall  of  the  building  toward  the 
north  for  a  distance  of  at  least  50  ft.  easterly  from  73rd 
street  shall  be  of  face  brick  construction,  with  panel  de¬ 
sign  ;  that  the  required  theatre  alley  shall  be  cement  paved ; 
that  there  shall  be  a  brick  wall  or  substantial  wrought-iron 
fence  erected  on  the  northerly  lot  line  continuously  from  the 
rear  portion  of  the  building  to  73rd  street;  that  there  shall 
be  no  advertising  of  any  nature  displayed  within  the  resi¬ 
dential  area ;  that  any  ventilating  system  shall  be  installed  on 
the  roof  of  building  within  the  business  area ;  that  the 
building  shall  not  be  increased  within  the  residential  area 
beyond  the  height  indicate’d  on  plans  filed  in  this  appeal ; 
that  the  building  shall  be  set  back  on  the  proposed  street 
line  of  73rd  street  to  provide  for  the  60  ft.  width  of  street; 
that  the  approval  of  the  board  of  transportation  shall  be 
obtained  as  to  the  subway  entrance ;  that  a  license  shall  be 
obtained  from  the  commissioner  of  licenses  for  the  use 
of  the  theatre;  that  other  than  as  varied  herein  all  laws, 
ordinances  and  rules  applicable  to  this  building  shall  lie 
complied  with  ;  and  that  all  permits  shall  be  obtained  and 
all  work  shall  be  completed  within  one  year  from  the 
date  of  this  action. 


100-36-BZ. 

APPLICANT — The  MacMurray  Holding  Corporation,  for 
Blervie  Corporation,  owner. 

SUBJECT — Application  (decision  of  the  commissioner  of 
buildings)  under  section  7-H  of  the  building  zone 
resolution  to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 135-137  West  51st  street,  north 
side  and  130-134  West  52nd  street,  south  side,  300 
ft.  east  of  Seventh  avenue  (Block  No.  1004,  Lot 
Nos.  13,  14,  50,  51  and  52),  Borough  of  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  George  D.  Carrington. 

For  Opposition:  None. 

For  Administration:  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative .  0 

Absent  .  0 

THE  RESOLUTION— 

(100-36-BZ) 

Whereas,  The  MacMurray  Holding  Corporation,  for 
Blervie  Corporation,  owner,  filed  April  17,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a 
business  use  district  the  parking  of  more  than  five  (5) 
motor  vehicles;  premises:  135-137  West  51st  street  north 
side,  and  130-134  West  52nd  street,  south  side,  300  ft.  east 
of  Seventh  avenue  (Block  No.  1004,  Lot  Nos.  13,  14,  50 
and  52)  Borough  of  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  14,  1936,  after  due  notice  by  publication 


in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
an'd 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  51st  street  is  in  a 
business  and  retail  use;  West  52nd  street  is  in  a  business 
and  retail  use;  6th  avenue  is  in  a  retail  use  and  7th  avenue 
is  in  a  business  use  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  24,  1936,  re  Application  No.  39-1936,  reads : 

“1.  A  parking  space  for  more  than  five  motor  vehicles 
in  a  business  zone  is  contrary  to  section  4,  subdivision 
15  of  the  zoning  law.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped  plot 
of  ground  having  a  frontage  of  50  feet  on  West  51st  street, 
75  feet  on  West  52nd  street  and  a  depth  of  200  feet  10 
inches;  proposes  to  use  the  plot  as  a  parking  space  for 
more  than  5  motor  vehicles ;  and 

Whereas,  a  committee  of  the  board  inspected  these 
premises  and  a  verbal  report  of  the  chairman  on  behalf 
of  the  committee  recommended  the  granting  of  the  applica¬ 
tion  on  certain  conditions ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  7 
subdivision  H  of-  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  granted  under  section  7-h 
for  a  period  of  tzvo  years,  to  permit  the  premises  under 
appeal  to  be  used  for  transient  parking  of  motor  vehicles, 
on  condition  that  the  entire  plot  shall  be  levelled  sub¬ 
stantially  to  the  grades  of  West  51st  street  and  West  52nd 
street,  and  that  the  entire  area  shall  be  covered  with  steam 
cinders  with  a  proper  binder  to  prevent  dusting ;  that  there 
shall  be  no  openings  permitted  to  adjoining  buildings;  that 
there  shall  be  erected  on  street  building  line  a  substantial 
wrought-iron  or  woven  wire  fence,  except  for  the  one  open¬ 
ing  not  over  twenty  feet  wide  to  each  street;  that  the 
existing  curb  cuts  shall  not  be  extended ;  that  no  sign 
shall  be  erected  extending  beyond  the  building  line;  that 
no  other  use  shall  be  made  of  the  property  than  transient 
parking  herein  permitted ;  that  no  buildings  shall  be  erected 
on  the  property  other  than  a  small  office  for  attendant ; 
that  suitable  aisles  shall  be  maintained  at  all  times  to 
permit  ready  ingress  and  egress  in  the  event  of  fire;  and 
that  such  portable  fire-extinguishers  shall  be  maintained 
on  the  premises  as  the  commissioner  shall  direct. 


20-36-BZ. 

APPLICANT— Ely  Jacques  Kahn,  for  James  A.  Trow¬ 
bridge,  Jr.,  owner. 

SUBJECT— Application  for  reopening— amendment  and 
consideration  of  plans— re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  permitting  in  a 
business  district  the  erection  and  maintenance  of  a 
gasoline  service  station  for  a  temporary  period. 

PREMISES  AFFECTED— 101  East  108th  street  and  1481- 
1483  Park  avenue,  northeast  corner  (Block  No. 
1636,  Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  James  B.  Newman. 

ACTION  OF  BOARD— Application  reopened  and  reso¬ 
lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 
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Negative  . *  0 

Absent  .  0 


THE  RESOLUTION— 

(20-36-BZ) 

Whereas,  the  application  affecting  premises  101  East 
108th  street  and  1461-1483  Park  avenue  northeast  corner 
(Block  No.  lt>ot),  Lot  No.  1),  Borough  of  Manhattan,  was 
granted  by  the  board  May  5,  1930,  on  certain  conditions 
and  owner  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  May  5, 
1930,  so  that  as  amended  the  resolution  shall  read  : 

“ Granted  under  section  21  for  a  temporary  period  of 
five  years  on  condition  that  the  plot  shall  be  levelled 
substantially  to  the  grade  of  Park  avenue  and  East 
108th  street ;  that  the  arrangement  shall  be  as  indicated 
on  revised  plans  marked  “Received  October  2,  1936” ; 
that  there  shall  be  constructed  a  wall  as  indicated  on 
the  easterly  and  northerly  lot  lines  and  a  continuous 
concrete  platform  at  least  12  inches  in  height  and  of 
the  width  shown  continuously  from  108th  street  to 
Park  avenue;  that  this  wall  and  accessory  building 
shall  be  constructed  of  brick  with  stone  or  terra  cotta 
trim ;  that  there  shall  be  no  excavation  under  acces¬ 
sory  building;  that  the  roof  beams,  roof  boarding,  door 
frames  and  doors,  window  frames  and  sash  may  be 
of  wood ;  that  all  other  material  shall  be  fireproof 
provided  the  ceiling  is  fire-retarded  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals ;  that 
gasoline  pumps  shall  be  erected,  towards  the  easterly 
portion  of  the  plot  on  the  concrete  platform  as  indi¬ 
cated;  that  the  balance  of  the  plot  shall  be  cement 
paved;  that  there  shall  be  a  concrete  platform  erected 
at  the  corner  formed  by  the  intersection  of  the  two 
streets,  with  curb  extending  along  Park  avenue,  as 
indicated ;  that  not  over  two  entrances  shall  be  pro¬ 
vided,  one  from  East  108th  street  and -one  from  Park 
avenue,  with  curb  cuts  opposite,  18  ft.  in  width,  to  East 
108th  street  and  25  ft.  in  width  to  Park  avenue;  that  no 
automobile  repairing  shall  be  permitted  on  the  premises 
and  no  parking  of  cars  other  than  those  being  serviced; 
that  no  portable  gasoline  tanks  shall  be  used  on  or 
from  the  premises;  that  all  advertising  shall  be  re¬ 
stricted  to  the  illuminated  globes  of  the  pumps  and  to 
a  permanent  flat  sign  attached  to  accessory  building 
and  wall,  prohibiting  all  temporary  signs  and  roof 
signs  but  permitting  the  erection  of  a  post  standard 
on  the  platform  within  the  building  line  at  the  inter¬ 
section  of  East  108th  street  and  Park  avenue  to  carry  a 
sign  which  may  be  illuminated,  advertising  only  the 
brand  of  gasoline  sold,  provided  such  sign  does  not 
extend  beyond  the  building  line  for  a  distance  of  more 
than  5  ft. ;  that  this  variation  is  contingent  on  the 
fire  hydrant  at  the  108th  street  curb  being  moved 
easterly  so  as  to  be  beyond  the  line  of  the  premises  ;  that 
there  shall  be  no  openings  from  this  plot  to  adjoining 
premises ;  and  that  all  permits  shall  be  obtained  and 
all  work  shall  be  completed  within  one  year  from  the 
date  of  this  action. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

27-36-A. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 145  West  51st  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Louis  H.  Katzman. 

For  Opposition:  None. 


ACTION  OF  BOARD — Laid  over  to  November  4,  1936 
at  2  P.M.,  on  request  of  appellant. 


276-36-A. 

APPLICANT — George  G.  Lake,  for  Frank  Licato,  neigh¬ 
boring  property  owner.  Owner  of  premises  un¬ 
der  appeal :  M.  S.  P.  Estates,  Inc. 

SUBJECT — Appeal  from  decision  of  the  commissioner  of 
buildings  and  decision  of  the  board  of  buildings — 
revocation  of  permit. 

PREMISES  AFFECTED — 94  Bowery,  west  side,  50  ft.  8 
in.  north  of  Hester  street  (Block  No.  239,  Lot  No. 
36),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  George  G.  Lake. 

For  Owner:  Harry  M.  Marks,  Benjamin  Silver. 
For  Administration :  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  27,  1936  at 
2  P.M.  for  decision  by  the  board. 


290-36-A. 

APPLICANT — Benjamin  Saltzman,  Assistant  Engineer, 
for  Commissioner  of  Buildings,  Borough  of 
Brooklyn. 

OWNER  OF  PREMISES— Lena  Trotzky. 

SUBJECT — Application  for  the  revocation  of  certificate 
of  occupancy  No.  24684  and  permit  No.  13140-1923. 

PREMISES  AFFECTED — 574  Saratoga  avenue,  west  side, 
192  ft.  north  of  Sutter  avenue  (Block  No.  3514, 
Lot  No.  63),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Benjamin  Saltzman. 

For  Opposition :  Jerome  Wanshel. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  27,  1936,  at 
2  P.M.  to  ascertain  the  present  owner. 


292-36-A. 

APPLICANT — Harry  Kauder,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 282-296  Chester  street,  north 
of  Dumont  avenue,  and  251-279  Bristol  street 
(Block  No.  3559,  Lot  Nos.  39,  40,  41,  42  and  43), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  Aaro. 

For  Opposition:  Jerome  S.  Wanshel. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  27  1936,  at 
2  P.M.  on  request  of  appellant’s  representative. 
Final  disposition. 


291-36-A. 

APPLICANT — Flatbush  Y.  M.  C.  A.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 112  East  21st  street,  west  side, 
171  ft.  south  of  Caton  avenue  (Block  No.  5081,  Lot 
No.  15),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Harold  C.  Strachm. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936  at 
2  P.M.,  upon  request  of  representative  of  depart¬ 
ment  of  buildings. 
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258-36-A. 

APPLICANT — Fleer  &  Fleer,  Inc.,  owner. 

SUBJECT- — Appeal  from  orders  of  the  fire  commissioner 
relative  to  transportation  of  fuel  oil  in  trucks  in 
New  York  City. 

APPEARANCES— 

For  Applicant :  H.  G.  Fleer. 

For  Administration  :  Inspector  Hille,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  . 0 


THE  RESOLUTION— 

(258-36-A) 

Whereas,  Fleer  &  Fleer,  Inc.,  applicants  and  owners, 
filed  on  September  8,  1936,  an  appeal  from  orders  of  the 
fire  commissioner,  affecting  the  transportation  of  fuel  oil 
in  five  tank  trucks ;  and 

Whereas,  the  orders  of  the  fire  commissioner  read  as 

follows : 

(Order  No.  7535-LC — dated  September  4,  1936) 

“In  response  to  the  request  made  in  this  office,  please 
be  advised  that  it  is  not  the  custom  of  the  Department 
to  rescind  an  order  and  reissue  it  so  that  it  may  be 
taken  to  the  Board  of  Standards  and  Appeals  in  the 
event  that  you  have  exceeded  the  time  limit  in  order 
to  file  your  appeal.  We  are  therefore  forwarding  this 
letter  to  be  presented  to  the  Board  of  Standards  and 
Appeals  and  which  will  certify  that  order  No.  7535LC 
was  issued  against  your  truck  No.  30T  on  October  4, 
1935  and  read  as  follows: 

“An  inspection  of  Truck  No.  30T,  Ford  Engine 
No.  1084959,  Wood  Tank,  used  by  you  for  the  trans¬ 
portation  or  delivery  of  petroleum  or  its  liquid 
products,  as  required  by  section  114,  article  8,  chapter 
10,  of  the  code  of  ordinances  of  the  City  of  New 
York,  shows  the  following  defects  which  must  be 
removed  within  10  days  or  permit  will  be  revoked 
and  legal  action  will  be  commenced  : 

1 — Discontinue  the  use  of  chassis  for  the  reason 
that  it  is  less  than  the  minimum  weight  allow¬ 
able.  Section  17.’  ” 

(Order  No.  7536-LC — dated  September  4,  1936) 

“In  response  to  the  request  made  in  this  office,  please 
be  advised  that  it  is  not  the  custom  of  the  Department 
to  rescind  an  order  and  reissue  it  so  that  it  may  be 
taken  to  the  Board  of  Standards  and  Appeals  in  the 
event  that  you  have  exceeded  the  time  limit  in  order 
to  file  your  appeal.  We  are  therefore  forwarding  this 
letter  to  be  presented  to  the  Board  of  Standards  and 
Appeals  and  which  will  certify  that  order  No.  7536LC 
was  issued  against  your  truck  No.  31T  on  October  4, 
1935  and  read  as  follows  : 

‘An  inspection  of  Truck  No.  31T,  Ford  Chassis, 
engine  No.  1084926,  wood  tank,  used  by  you  for  the 
transportation  or  delivery  of  petroleum  or  its  liquid 
products,  as  required  by  section  114,  article  8,  chapter 
10,  of  the  code  or  ordinances  of  the  City  of  New 
York,  shows  the  following  defects  which  must  be 
removed  within  10  days  or  permit  will  be  revoked 
and  legal  action  will  be  commenced  : 

1 — Discontmue  the  use  of  chassis  for  the  reason 
that  it  is  less  than  the  minimum  weight  allow¬ 
able.  Section  17.’” 

(Order  No.  7537-LC — dated  September  4.  1936) 

“In  response  to  the  request  made  in  this  office,  please 
be  adviced  that  it  is  not  the  custom  of  the  Denartment 
to  rescind  an  order  and  reissue  it  so  that  it  may  be 
taken  to  the  Board  of  Standards  and  Anneals  in  the 
event  that  you  have  exceeded  the  time  limit  in  order 


to  file  your  appeal.  We  are  therefore  forwarding  this 
letter  to  be  presented  to  the  Board  of  Standards  and 
•Appeals  and  which  will  certify  that  order  No.  7537LC 
was  issued  against  your  truck  No.  32T  on  October  4, 
1935  and  read  as  follows : 

‘An  inspection  of  truck  No.  32T,  Ford  engine  No. 
1084863,  wood  tank,  used  by  you  for  the  transporta¬ 
tion  or  delivery  of  petroleum  or  its  liquid  products, 
as  required  by  section  114,  article  8,  chapter  10  of 
the  code  of  ordinances  of  the  City  of  New  York, 
shows  the  following  defects  which  must  be  removed 
within  10  days  or  permit  will  be  revoked  and  legal 
action  will  be  commenced : 

1— Discontinue  the  use  of  chassis  for  the  reason 
that  it  is  less  than  the  minimum  weight  allow¬ 
able.  Section  17.’  ” 

(Order  No.  7538-LC — dated  September  4,  1936) 

“In  response  to  the  request  made  in  this  office,  please 
be  advised  that  it  is  not  the  custom  of  the  Department 
to  rescind  an  order  and  reissue  it  so  that  it  may  be 
taken  to  the  Board  of  Standards  and  Appeals  in  the 
event  that  you  have  exceeded  the  time  limit  in  order 
to  file  your  appeal.  We  are  therefore  forwarding  this 
letter  to  be  presented  to  the  Board  of  Standards  and 
Appeals  and-  which  will  certify  that  order  No.  7538LC 
was  issued  against  your  truck  No.  33T  on  October  4, 
1935  and  read  as  follows  : 

‘An  inspection  of  truck  No.  33T,  Ford  engine  No. 
1084848,  wood  tank,  used  by  you  for  the  transporta¬ 
tion  or  delivery  of  petroleum  or  its  liquid  products, 
as  required  by  section  114,  article  8,  chapter  10,  of 
the  code  of  ordinances  of  the  City  of  New  York, 
shows  the  following  defects  which  must  be  removed 
within  10  days  or  permit  will  be  revoked  and  legal 
action  will  be  commenced : 

1 — Discontinue  the  use  of  chassis  for  the  reason 
that  it  is  less  than  the  minimum  weight  allow¬ 
able.  Section  17.’” 

(Order  No.  7539-LC — dated  September  4,  1936) 

“In  response  to  the  request  made  in  this  office,  please 
be  advised  that  it  is  not  the  custom  of  the  Department 
to  rescind  an  order  and  reissue  it  so  that  it  may  be 
taken  to  the  Board  of  Standards  and  Appeals  in  the 
event  that  you  have  exceeded  the  time  limit  in  order 
to  file  your  appeal.  We  are  therefore  forwarding  this 
letter  to  be  presented  to  the  Board  of  Standards  and 
Appeals  an'd  which  will  certify  that  order  No.  7539LC 
was  issued  against  your  truck  No.  34T  on  October  4, 
1935  and  read  as  follows  : 

‘An  inspection  of  truck  No.  34T,  Ford  chassis, 
engine  No.  1084853,  wood  tank,  used  by  you  for  the 
transportation  or  delivery  of  petroleum  or  its  liquid 
products,  as  required  by  seeffon  114,  article  8,  chapter 
10,  of  the  code  of  ordinances  of  the  City  of  New 
York,  shows  the  following  defects  which  must  be 
removed  within  10  days  or  permit  will  be  revoked 
and  legal  action  will  be  commenced. 

1 — Discontinue  the  use  of  chassis  for  the  reason 
that  it  is  less  than  the  minimum  weight  allow¬ 
able.  Section  17.’” 

and 

Whereas,  the  trucks  referred  to  are  garaged  at  100 
Fir«t  street,  Brooklyn ;  and 

Whereas,  the  trucks  are  used  for  the  transportation  of 
Nos.  1.  2,  3  and  4  fuel  oil.  The  trucks  are  identical  in  the 
following  dimensions:  Total  gallonage  capacity,  1920  gal¬ 
lons  each;  total  number  of  wheels,  10  each;  chassis  weight, 
7186  lbs.  net;  tank  and  chassis  11,975  lbs;  and 

Whereas,  the  applicant  contends  that  the  equipment  was 
purchased  two  vears  ago  and  complied  with  all  city  regula¬ 
tions  at  that  time.  An  affidavit  has  been  filed  with  the 
bureau  of  combustibles  by  the  Baumis-Warford  Company. 
Tnr.,  manufacturer  of  the  trucks,  guaranteeing  the  safety 
and  performance  thereof  in  accordance  with  fire  depart¬ 
ment  rul;ng  dated  November  2,  1935 ;  and 
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Whereas,  the  fire  department  ruling,  dated  November  2, 
1935,  referred  to  above,  reads  as  follows : 

"Please  be  advised  that  the  fire  chief  and  commis¬ 
sioner,  under  date  of  October  28,  1935,  approved  the 
action  of  the  board  of  hazardous  trades  in  recommend¬ 
ing  two  changes  in  the  tank  and  platform  truck  specifi¬ 
cations  for  petroleum  which  flashes  above  100°  F. 

The  changes  are  in  omitting  section  17.4,  reading: 

‘A  chassis  of  less  weight  than  specified  in  section 
17.1  may  be  accepted  if  accompanied  by  a  certificate 
of  the  manufacturer  supported  by  sworn  statement 
of  the  chief  engineer  or  other  technical  expert  that 
said  chassis  is  sufficiently  strong  to  carry  the  super¬ 
imposed  weight  for  which  it  is  designed,  and  further 
that  it  is  of  sufficient  stability  at  all  times  while 
stationary  or  in  motion  in  traffic  to  be  a  safe  vehicle 
on  the  highways.’ 

and  making  old  section  17.5  new  section  17.4  and  old 
section  17.6  new  section  17.5;  also  rewording  section 
8.1,  that  it  now  reads: 

‘Manhole  and  filler  openings  shall  be  made  gas 
and  liquid  tight  with  self -locking  covers.  The  hinges 
shall  be  placed  toward  the  cab.  The  vents  may  be 
located  either  in  the  dome  or  cover  and  shall  be  of 
sizes  specified  in  section  7  of  the  specifications.’  ” 

and 

Whereas,  applicant  further  contends  that  the  ordinance 
should  not  be  made  retroactive;  that  while  the  total 
capacity  of  each  truck  is  1920  gallons,  this  capacity  is  used 
only  on  a  very  small  part  of  the  mileage  due  to  the  fact 
the  load  is  diminished  at  each  stop  by  deliveries ;  that  200 
pieces  of  equipment  of  the  same  type  are  being  used  through¬ 
out  the  eastern  states  and  that  relief  should  be  granted  for 
the  period  of  the  life  of  the  trucks,  that  is  sixty  months, 
ten  seasons  of  six  months  each ;  and 

Whereas,  on  June  1st,  1936,  a  hearing  was  held  by  the 
board  of  hazardous  trades  on  the  matter  herein  involved 
and  at  said  hearing  it  was  decided  by  the  board  of  hazardous 
trades,  that  there  would  be  no  modification  of  the  rules  in 
this  case;  and 

Whereas,  the  affidavit  filed  by  the  applicant,  signed  by 
Baumis-Warf ord  Co.  Inc.,  the  manufacturer  of  the  chassis, 
certifies  that  the  chassis  are  sufficiently  strong  for  a  super¬ 
imposed  load  of  26,750  lbs.  gross,  when  properly  maintained 
mechanically;  and 

Whereas,  from  the  testimony  before  the  board  of  hazard¬ 
ous  trades  it  appears  that  the  weight  of  the  chassis  is  3400 
lbs. ;  accessories,  cab,  water,  gas,  725  lbs. ;  tank  and  meter, 
6850  lbs.;  oil,  14,400  lbs.;  and  the  Warford  attachment, 
1790  lbs.;  gross  road  weight  27,165  lbs.;  and 

Whereas,  a  committee  of  the  board  made  an  inspection 
of  these  tank  trucks  and  reported  as  follows  : 

REPORT  OF  COMMITTEE 

October  10th,  1936. 

Cal.  No.  258-36- A, 

Transportation  of  Fuel  Oil  in  five  (5)  tank  trucks  in 
New  York  City. 

This  is  an  appeal  from  a  decision  of  the  fire  com¬ 
missioner  to  discontinue  use  of  the  chassis  of  truck 
31T  as  being  less  than  the  minimum  weight  permitted 
under  rule  No.  17  of  the  fire  commissioner’s  rules 
governing  the  transportation  of  fuel  oil.  This  truck 
and  4  others  similar  are  Ford  trucks,  model  51  of  1934, 
reconstructed  by  the  Baumis-Warford  Co.  Inc.  by  add¬ 
ing  an  additional  axle  and  four  wheels,  additional 
transmission  and  rear  drive  and  reinforcement  of 
chassis  and  as  so  added  to  and  reinforced,  certified  to 
by  them  under  date  of  August  30,  1935,  in  conjunction 
with  the  Ford  Motor  Company’s  maximum  gross  weight 
recommendation,  for  a  total  gross  weight  of  26  750  lbs. 
The  gross  weight  appears  to  be  27,165.  Under  the  rules 
the  total  gallonage  per  truck  should  not  exceed  1250 
as  against  1920. 

These  trucks  were  purchased  two  years  ago  on  the 
belief  that  they  complied  with  the  fire  commissioner’s 


requirements  and  prior  to  the  adoption  of  the  present 
detailed  rules.  The  owner  claims  that  after  two  years 
of  satisfactory  and  safe  performance  he  should  not  be 
required  to  further  strengthen  the  chassis  or  reduce  the 
tank  capacities  to  conform  with  the  new  rules.  There 
is  no  claim  that  they  have  shown  weakness  or  proven 
unsafe.  The  use  of  alloy  steel  and  oversize  tires  may 
be  factors  in  overcoming  the  reduced  chassis  weight. 
The  Baumis-Warford  Company  has  urged  that  the 
rules  should  recognize  new  engineering  practice  of 
reducing  weight  and  obtaining  safety  by  design  methods 
and  use  of  steel  of  greater  tensile  strength. 

The  committee  is  of  the  opinion  that  the  fire  com¬ 
missioner  should  consider  amending  the  rules  to  recog¬ 
nize  these  principles.  After  two  years  with  no  repairs 
required  to  indicate  designing  weakness,  the  committee 
believes  it  would  be  unfair  to  require  these  trucks  to 
comply  and  further  recommends  that  these  five  trucks 
be  permitted  to  be  used  as  they  are  now  constructed 
for  two  years,  at  the  end  of  which  time  they  can  be 
further  inspected  and  dealt  with  as  may  appear  neces¬ 
sary.  During  this  period  the  trucks  should  not  be 
reconstructed  or  have  major  repairs  made  without 
notice  to  the  fire  department.  Meanwhile  this  report 
should  not  be  taken  as  approving  these  trucks  as 
precedent  for  this  concern  or  others  to  follow.  No 
new  trucks  of  this  type  should  be  put  into  use  unless 
they  comply  with  the  rules  as  they  are  or  as  they  may 
be  amended. 

(Signed)  HARRIS  H.  MURDOCK. 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 


and 

Whereas,  this  report  recommended  that  these  trucks  be 
permitted  to  be  used  as  now  constructed  for  a  period  of 
two  years. 

Resolved,  that  the  orders  of  the  fire  commissioner,  No. 
7535-LC,  7536-LC,  7537-LC,  7538-LC  and  7539-LC  be  and 
fhey  hereby  are  modified,  and  that  the  appeal  be  and  it 
hereby  is  granted,  permitting  the  use  of  the  trucks  for  a 
period  of  two  years  from  the  date  of  this  action,  in  ac¬ 
cordance  with  the  recommendation  of  the  committee  on 
condition  that  in  all  other  respects  the  trucks  shall  comply 
with  the  rules  for  fuel  oil  tank  trucks. 


247-36-A. 

APPLICANT — Manhattan  Rifle  and  Revolver  Assn.  Inc., 
lessee. 

SUBJECT — Appeal  from  an  order  and  decision  of  the  fire 
commissioner. 

PREMISES  AFFECTED— 27  Park  place  and  24-26  Mur¬ 
ray  street,  (Block  No.  124,  Lot  No.  12),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  William  C.  Schwab  and  K.  T. 
Frederick. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD- — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(247-36-A) 

Whereas,  Manhattan  Rifle  &  Revolver  Assn.,  Inc.,  ap¬ 
plicant  and  lessee,  filed  on  August  14,  1936,  an  appeal  from 
an  order  and  decision  of  the  fire  commissioner,  affecting 
premises  27  Park  place  and  24-26  Murray  street  (Block 
No.  124,  Lot  No.  12),  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner  No.  1106- 
LC,  dated  May  5,  1936,  reads  as  follows: 
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“You  are  hereby  notified  that  a  recent  inspection  of 
these  premises  disclosed  the  storage  thereon  of  am¬ 
munition  in  violaton  of  the  provisions  of  section  81, 
subdivision  4C  &  D  of  chapter  10,  code  of  ordinances, 
in  that  building  in  part  that  is  used  for  the  storage  or 
sale  of  cigars,  cigarettes,  tobaccos  and  liquors. 

You  are  therfore  hereby  ordered  to 

1.  Discontinue  the  storage  of  small  arms  ammuni¬ 
tion  on  these  premises  in  excess  of  200  pounds, 
Sec.  81-1,  Chap.  10,  Code  of  Ordinances.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
August  11,  1936,  reads  as  follows: 

“In  reply  to  your  request  of  July  31st,  1936,  for  re¬ 
consideration  of  our  Order  1106-LC,  we  quote  the  fol¬ 
lowing  : 

‘You  are  therefore  hereby  ordered  to 
1.  Discontinue  the  storage  of  small  arms  ammuni¬ 
tion  on  these  premises  in  excess  of  200  pounds, 
Sec.  81-1,  Chap.  10,  Code  of  Ordinances.” 

We  regret  to  advise  you  that  this  department  can¬ 
not  permit  the  storage  of  ammunition  in  the  amount 
stated  in  your  application.  May  we  suggest  that  you 
take  this  matter  to  the  Board  of  Standards  and  Ap¬ 
peals  for  a  decision.” 

and 

Whereas,  the  building  in  question,  located  in  an  unre¬ 
stricted  use  district,  erected  more  than  fifty  years  ago  and 
occupied  as  at  present  since  October  21,  1935,  is  of  ordi¬ 
nary  brick  construction,  50  ft.  6  in.  by  152  ft.  11  in.  in 
area,  5  stories,  cellar  and  sub-cellar;  OCCUPIED:  Sub- 
Cellar — shooting  gallery;  Cellar — storage  and  kitchen,  10 
persons;  1st  floor — stores  and  restaurant,  150  persons;  2nd 
to  5th  floors — offices  and  showrooms,  40  persons  per  floor; 
for  which  Certificate  of  Occupancy  No.  17085  was  issued 
on  December  1,  1930,  permitting  the  following  occupan¬ 
cies:  Cellar — storage;  basement — kitchen,  10  persons;  1st 
floor — restaurant  and  stores,  150  persons;  2nd  to  5th  floors 
—showrooms  and  factory — 40  persons  per  floor;  and 

Whereas,  the  ammunition  storage  in  question  is  located 
on  the  Cellar  (sub-cellar)  level,  two  stories  below  sidewalk, 
in  a  brick  vault,  wholly  outside  the  Murray  street  building 
line;  and 

Whereas,  the  liquor  storage  in  question  is  located  on  the 
basement  level  (Park  place  front)  underneath  the  sidewalk, 
wholly  outside  the  building  line ;  this  liquor  storage  is  ac¬ 
cessory  to  the  restaurant  on  the  1st  floor  (Park  place 
front)  ;  the  storage  or  sale  of  cigars,  cigarettes  and  tobac¬ 
cos  is  conducted  at  the  cigar  counter  in  the  front  of  the 
restaurant,  located  at  the  Park  place  front  of  the  1st 
story ;  there  is  no  open  flame  at  this  cigar  counter ;  and 

Whereas,  the  applicant  contends  that  the  ammunition 
storage  is  located  one  story  below  and  152  ft.  11  in.  from 
the  liquor  storage  room  and  one  additional  story  removed 
from  the  cigar  counter ;  that  while  a  permit  to  carry  am¬ 
munition  was  previously  issued  in  1934-35,  allowing  the 
storage  of  100,000  rounds  the  applicant  is  willing  to  limit 
storage  to  20,000  or  25,000  rounds;  the  greater  part  of 
which  will  be  .22  caliber ;  that  the  vaults  in  which  the  am¬ 
munition  is  stored  are  constructed  of  brick  and  stone,  24 
inches  thick ;  there  is  no  lighting  in  the  vault ;  the  liquor 
storage  is  contained  in  a  vault  of  similar  construction. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
1106-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  on  condition  that  this  range 
shall  be  used  for  instruction  and  practice  only  and  that  the 
conditions  shall  be  maintained  as  set  forth  in  the  appli¬ 
cant’s  statement ;  that  there  shall  be  no  connection  between 
this  rifle  range  and  the  occupancy  causing  the  violation ; 
and  that  the  ammunition  supply  shall  be  stored  within  a 
steel  cabinet. 


271 -36- A. 

APPLICANT — E.  Fowler,  for  Knickerbocker  Ice  Com¬ 
pany,  owner. 


SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 417-427  East  108th  street,  north 
side,  195  ft.  east  of  First  avenue  (Block  No.  1702, 
Lot  No.  9),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Theo.  J.  Miller  and  Thos.  N.  Fow¬ 
ler. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Granted  on  condition. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(271-36-A.) 

Whereas,  E.  Fowler,  applicant,  on  behalf  of  Knicker¬ 
bocker  Ice  Co.,  owner,  filed  September  12,  1936  an  appeal 
from  an  order  and  a  decision  of  the  commissioner  of  build¬ 
ings,  affecting  premises  417-27  East  108th  street,  north  side, 
195  ft.  east  of  1st  avenue  (Block  No.  1702,  Lot  No.  9), 
Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  July  22,  1936,  No.  29615-F,  reads  as  follows: 

“1.  Install  a  2^4  inch  standpipe  system.  Section 
580-81,  C.  of  O.” 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  August  13,  1936,  reads  as  follows: 

“Replying  to  your  communication  of  August  3rd 
relative  to  order  29615-F  affecting  the  above  mentioned 
premises  you  are  advised  that  this  violation  was  issued 
under  the  mandatory  provisions  of  the  code  and  no 
modification  may  be  granted  by  this  department.” 

and 

Whereas,  the  premises  in  question,  located  in  an  unre¬ 
stricted  use  district,  consists  of  a  plot  fronting  279  ft. 
on  East  109th  street,  with  a  depth  of  100.9  ft.,  one  and 
two  stories,  20  ft.  and  60  ft.  in  height,  erected  in  1899  and 
1920  and  continuously  used  since  erection  on  the  first  story 
as  ice  manufacturing  and  storage — 9  persons ;  second  story — 
water  cooler — no  persons.  Certificate  of  occupancy  No. 
15231  was  issued  on  May  8,  1929  affecting  417-27  East 
108th  street  (104  ft.  front)  one  story  to  be  occupied  as  ice 
manufacturing  plant,  total  2  persons.  All  walls  are  brick 
construction  except  that  dividing  the  ice  delivery  room 
from  the  ice  tank  room.  This  wall  is  a  stone  and  brick- 
foundation  to  bottom  of  ice  tank  level  and  is  constructed 
above  of  2  by  12  inch  timbers  on  vertical  2  ft.  centers 
covered  on  both  sides  with  two  layers  of  waterproof  paper 
and  inch  sheathing  covered  fire  retarding  material.  The 
space  between  walls  is  filled  with  cork.  The  ice  storage 
room  is  enclosed  with  brick  walls  insulated  with  sheet 
cork  and  inch  cement  plaster  over  the  face  of  the  cork. 
All  roofs  are  of  wood  construction  with  slag  covered  water¬ 
proofing;  and 

Whereas,  the  applicant  contends  that  “the  nature  of  an 
ice  manufacturing  and  storage  plant,  such  as  the  one 
referred  to,  does  not  constitute  a  fire  hazard.  The  ice 
tank  area  is  completely  covered  with  steel  tank  four  feet 
deep,  containing  sodium  chloride  brine  and  cans  containing 
water  and  ice  in  various  stages  of  being  frozen.  The  tank 
covers  are  wood,  but  constantly  saturated  with  moisture, 
which  makes  it  practically  impossible  to  burn  them ;  that 
due  to  the  nature  of  an  ice  storage  room,  no  fire,  could 
possibly  be  started  in  there;  that  there  are  no  floors  or 
columns  in  this  room  and  entire  ceiling  is  covered  with  2 
inch  piping  on  12  inch  centers  and  is  covered  with  a  heavy 
coating  of  frost  to  maintain  a  temperature  below  freezing; 
that  the  entire  floor  area,  excepting  the  ice  storage  rooms, 
contain  only  13,627  sq.  ft.,  including  ice  delivery  room, 
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16,751  sq.  ft. ;  that  there  is  no  practical  way  of  reducing 
the  floor  area  without  seriously  interfering  with  operations ; 
that  it  would  cost  a  considerable  amount  to  install  a  stand¬ 
pipe  system  and  we  believe  it  would  not  serve  any  purpose 
because  of  the  nature  of  business  this  building  is  occupied 
with ;  that  the  maximum  number  of  employees  on  any  one 
shift  is  5  ;  no  women  being  employed  at  any  time ;  that  a 
trained  engineer  is  in  charge  of  each  eight  hour  shift”  ;  that 
the  only  portion  of  the  buildings  having  a  second  floor  is 
the  engine  room  portion;  that  there  is  located  on  this  floor 
200  ft.  of  2  inch  hose  with  nozzle  on  a  hose  reel  that  will 
reach  any  point  of  the  roof  ;  that  there  is  also  located  in 
the  condenser  room  a  100  ft.  hose  line;  these  two  lines 
are  supplied  by  a  3  inch  line  fed  by  a  4  inch  city  main 
connection ;  there  is.  also,  located  on  the  premises  two 
2 l/i  gallon  soda  an'd  acid  extinguishers,  one  2j4  gallon 
pyrene  extinguisher  for  electrical  fires,  several  small  pyrene 
extinguishers  and  two  water  barrels  with  five  pails  located 
in  ice  storage  loft;  that  to  comply  with  the  order  would 
cause  an  unnecessary  hardship  and  expense. 

Resolved,  that  the  order  of  the  commissioner  of  buildings, 
No.  2961 5-F,  be  and  it  hereby  is  modified,  and  that  the 
appeal  be  an'd  it  hereby  is  g.  anted  on  condition  that  the 
existing  standpipe  equipment  shall  be  maintained ;  that 
there  shall  be  a  hose  valve  and  rack  and  100  ft.  of  hose 
installed  at  existing  2  inch  nipple  located  along  the  south¬ 
erly  wall  of  the  ice  tank  room. 


200-36- A. 

APPLICANT — Daniel  Marshall,  for  Tidewater  Oil  Com¬ 
pany,  owner  of  truck. 

SUBJECT — Applicaton  for  reopening — extension  of  time 
— re  Appeal  from  an  order  of  the  fire  commission¬ 
er  affecting  the  use  of  a  gravity  tank  truck  for  the 
transportation  and  delivery  of  gasoline. 

PREMISES  AFFECTED — World’s  Fair  Site,  northwest 
corner  of  Queens  avenue  and  58th  street  (Block 
No.  209,  Lot  No.  51),  (Flushing  Meadows),  Cor¬ 
ona,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Daniel  Marshall. 

For  Administration  :  Inspector  Hille,  Fire  Dept. 

ACTION  OF  BOARD — Appeal  reopened  and  time  ex¬ 


tended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative .  0 

Absent  .  0 

THE  RESOLUTION— 

(200-36- A) 


_  Whereas,  this  appeal  affecting  premises  World’s  Fair 
site,  northwest  corner  of  Queens  avenue  and  58th  street, 
(Block  No.  209  ,  Lot  No.  51),  Flushing  Meadows,  Corona, 
Borough  of  Queens,  was  granted  by  the  board  July  7,  1936, 
on  certain  conditions  and  applicant  requested  an  extension 
of  time. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  7,  1936  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  the  period  of  time  within  which  this 
truck  in  question  is  permitted  to  be  occupied,  so  that  as 
amended  this  portion  of  the  resolution  will  read  : 

“permitting  truck  under  appeal  to  be  used  for  a  period 
of  three  months  from  the  date  of  this  amended  resolu¬ 
tion  ;  and  that  in  all  other  respects  the  resolution  be 
complied  with.” 


VARIATION  OF  LABOR  LAW 

193-36-S. 

APPLICANT — Frank  Ragone  for  D.  Fox,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  decis¬ 
ions  of  the  health  commissioner. 

PREMISES  AFFECTED — 2101  Second  avenue,  west  side, 
75  ft.  north  of  East  108th  street  (Block  No.  1658, 
Lot  No.  24),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936 
at  2  P.M.  upon  written  request  of  applicant. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
242-36-SA. 

APPLICANT — Independent  Oil  Company,  owner.. 
SUBJECT — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 
A-L  and  B — approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar,  and  referred  to  engineer  of  board. 


295-36- S A. 

APPLICANT — Fluid  Meters,  Inc.,  owner. 

SUBJECT — Vesta  Fuel  Oil  Meter,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  board. 


10-36-SA. 

APPLICANT — Fee  &  Mason  Mfg.  Co.,  Inc.,  owner. 
SUBJECT — Fee  &  Mason  Fill  Pipe  Terminal  for  Fuel  Oil, 
approval  of. 

APPEAR  \NCES — 

For  Applicant :  T.  W.  Mason. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1936,  2 
P.M.,  referred  to  engineer  of  board. 


232-36-SA. 

APPLICANT — White  Heat  Oil  Burner  Co. 

SUBJECT — White  Heat  Oil  Burner — approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(232-36-SA) 

Whereas,  David  Kaufman,  White  Heat  Oil  Burner  Co., 
owner,  filed  July  28,  1936,  an  application  of  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  White  Heat  Oil  Burner,  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows  : 

This  burner  is  of  the  pressure  atomizing  gun  type 
and  was  installed  in  a  hot  water  heating  system.  The 
burner  proper  consists  of  the  following  assembly:  A 
Westinghouse  J/$  H.P.  motor,  a  Tuthill  pump,  a  De- 
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troit  lubricator,  regulating  valve  and  strainer,  a  Tor- 
rington  Sirocco  type  fan  and  a  Nitralloy  nozzle.  Any 
other  standard  type  of  nozzle  may  be  used  on  this 
burner. 

Ignition — Electric:  Jefferson  transformer  —  110  to 
10,000  volts. 

Controls — Mercoid  KNI  Pyrathern  and  Mercoid 
Steam  Switch.  This  burner  also  comes  equipped  with 
Minneapolis  Honeywell  controls,  namely,  a  Protect- 
orelay  R117-3  and  Minneapolis  Honeywell  Pressure- 
trol  L404. 

The  burner  had  been  installed  and  was  in  operation 
for  over  a  period  of  three  months  at  this  inspection. 
The  electrodes  and  nozzle  were  examined  and  it  was 
found  that  same  were  free  from  carbon  and  the  prod¬ 
ucts  of  combustion. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  on  two  success¬ 
ive  tests  the  controls  shut  down  the  burner  in  60  and 
62  seconds,  respectively.  The  burner  was  then  put  in 
normal  operation  for  a  period  of  45  minutes. 

During  the  test  there  was  no  fluctuation  in  flame 
and  same  was  free  of  soot  and  smoke.  Examination 
of  the  combustion  chamber  showed  no  undue  carbon 
deposit. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 


mended  that  the  White  Heat  Oil  Burner  be  approved 
•  for  domestic,  commercial  and  industrial  installations, 
when  installed  in  accordance  with  the  Oil  Burner 
Rules,  adopted  by  the  Board  of  Standards  and  Ap¬ 
peals  for  fuel  oil  not  heavier  than  No.  3  U.  S.  Dept, 
of  Commerce  standard. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  White  Heat  Oil 
Burner  for  domestic,  commercial  and  industrial  installa¬ 
tions,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals, 
and  when  used  with  fuel  oil  not  heavier  than  No.  3,  U.  S. 
Dept,  of  Commerce  standard  on  condition  that  there  shall 
be  permanently  attached  to  each  burner  installed  a  label 
reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  232-36-SA. 


Adjourned,  4:20  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21-SA 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22- S A 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  . 1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-SA 

Tate-Jones  . 492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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1Z79-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2^4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

115-32-SA — Wayne  Domestic  Oil  Burner,  Model  K. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 


207- 35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

208- 35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

226- 35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 

100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

119-36-SA — Teesdale  Baramatic  Damper. 

191-36-SM— Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA— Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

227- 36-SA — Ventalarm  for  Fuel  Oil,  Type  L. 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 
248-36-SA — Dupont  Oil  Burner. 

254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  1 in.  New 
York  Regulation  Lavatory  Trap. 
264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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36-A,  270-36-A,  132-36-A,  163-36-A,  164-36-A,  190-36-S, 
16-35-S,  10-36-SA,  197-33-SA  and  139-36-SA. 

Approved  Range  Oil  Burners  and  Space  Heaters. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  October  26, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  November  2,  1936,  at  2  o’clock.  . 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions. 

HARRIS  H  MURDOCK.  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  October  21,  1936 
Cal.  No.  Department  Premises  Affected. 

306-36- A . F.D . 345  West  44th  street,  north 

side,  200  ft.  east  of  9th  ave¬ 
nue  (Block  1035,  Lot  9), 
Borough  of  Manhattan, 

3564-L.C. 


307-36-A . D.B.B . 67-69  Schermerhorn  street, 

north  side,  172  ft.  6  in.  east 
of  Court  street  (Block  269, 
Lot  14),  Borough  of  Brook¬ 
lyn,  Revocation. 


308-36-SA . F.D . Coleman  Oil  Burning  Circu¬ 

lating  an<)  Space  Heater, 
Model  821  A,  Appliance. 


309-36-BZ . -.D.B.Q . East  side  of  Fresh  Pond  road 

(Cypress  Hills  street),  996 
ft.  north  of  Interboro  park¬ 
way  (Block  3750,  Lot  695), 
Ridgewood,  Borough  of 
Queens,  Applic.  3105-36. 


310-36-BZ . D.B.Bx . 1656  Adee  avenue,  south  side, 

86.66  ft.  west  of  Tieman 
avenue  (Block  4785,  Lot  3), 
Borough  of  The  Bronx, 

Applic.  507-36. 


31 1-36- A . F.D . 331-337  West  44th  street, 

north  side,  300  ft.  east  of 
9th  avenue  (Block  1035, 
Lots  13,  14,  15  &  16),  Bor¬ 
ough  of  Manhattan, 

3628-L.C. 


Restored  to  Calendar 

16-35-S . D.B.B . 220-222  Vernon  avenue,  south 

side,  85  ft.  east  of  Throop 
avenue  (Block  1761,  Lots  4 
&  6),  Borough  of  Brooklyn, 
L.D.  5022  &  L.D.  5023. 


644-20- BZ . D.B.Bx . 1522-1528  Southern  boule¬ 

vard,  northeast  corner  of 
East  172nd  street  (Block 
2982,  Lot  1),  Borough  of 
The  Bronx,  Alt.  77-34. 


427-32-BZ . D.B.Bx . 1427-1447  Webster  avenue, 

west  side,  346.35  ft.  south 
of  East  171st  street  (Block 
2887,  Lot  129),  Borough  of 
The  Bronx,  Decision. 


447-32-SA . F.D . Ballard  Baby  Grand  Oil 

Burner,  Models  BA-1,  2,  3 
&  4,  Appliance. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 


D  B.Bx.. . Department  of  Buildings,  Bronx 

T  H.D . Tenement  House  Department 

H  |5 . Board  of  Buildings 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  October  19,  1936,  Berlin,  Berlin  &  Albert,  attorneys,  served 
on  the  board  petition  and  order  for  certiorari,  on  behalf  of  Brook- 
mead  Realty  Co.,  Inc.,  owner,  in  re  decision  of  September  29,  1936, 
denying  gasoline  service  station  in  business  district,  under  section 
21,  at  premises  137-02  to  137-06  Jamaica  avenue,  Jamaica,  Borough 
of  Queens.  Cal  No.  8-36-BZ. 

★  *  * 

On  October  21,  1936,  Henry  D.  Levy,  attorney,  served  on  the 
board  petition  and  order  for  certiorari,  on  behalf  of  Love  Lane  Au¬ 
tomotive  Corp.,  owner,  in  re  decision  of  September  29,  1936,  grant¬ 
ing  on  condition  application  for  alteration  and  extension  of  existing 
garage,  under  sections  7- a  and  7-e,  at  42-50  Love  lane.^  nortruvest 
corner  College  place,  Borough  of  Brooklyn.  Cal.  No.  1305-25-BZ. 


COURT  DECISIONS 

Matter  of  King  (Murdock)— July  3,  1934,  Board  granted  2-year 
temporary  variation  for  gasoline  station  in  business  dis- 
trict.  under  section  21,  Cal.  No.  100-34-BZ,  premises 
southeast  corner  Tamaica  avenue  and  138th  place,  Ja- 
maica.  Borough  of  Queens.  July  19,  1935.  board  granted 
modification  changing  time  of  temporary  variance  to 
five  years.  Mr.  Justice  Conway  lmld  review  limited  to 
last  action  of  board  on  July  19,  1935,  and.  that  statutory 
time  limit  had  expired  for  review  of  action  of  July  3, 
1934.  (N.T.L.J.  Oct.  30,  1935).  App.  Div.  affirmed 

order  of  special  term  sustaining  board  and  limiting  ap¬ 
peal  to  last  action  of  board.  (N.Y.L.J.  Oct.  17,  1936.) 

*  *  * 

Arbill  Gasoline  Stations,  Inc.  v.  Murdock— September  15,  1936,  board 
denied  reopening  on  alleged  new  facts  to  permit  a  gaso- 
line  station  in  business  district,  under  section  21,  Cal. 
No.  16-32-BZ,  premises  6501  05  13th  avenue,  southeast 
corner  65th  street,  Borough  of  Brooklyn,  on  ground  that 
board  had  previously  denied  same  application  at  same 
location  and  had  been  sustained  in  its  denial  by  all 
courts  inc'uding  court  of  appeals.  Justice  Lockwood 
denied  order  of  mandamus  to  compel  new  hearing,  stat¬ 
ing  method  of  review  was  by  certiorari.  (N.Y.L.J.  Oct. 
17,  1936). 

*  *  * 

Newman  v.  Murdock — Tune  23.  19.36,  board  denied  vasob ne  station 
in  business  district  under  section  21,  Cal.  No.  424-19- 
BZ,  premises  2275-2291  Bedford  av°nue.  northeast  cor¬ 
ner  Albemarle  road.  Borough  of  Brooklyn,  by  setting 
back  wall  of  garage  granted  hv  hoard  in  1919.  Tustice 
Lockwood  sustained  board.  (N.Y.L.J.  Oct.  19,  1936). 

*  *  * 

Powell  Garage  Co..  Inc.  v.  Murdock — On  June  16.  T936.  hoard 
granted  anneal  of  adioinino-  owners  and  revoked  permit 
iscued  bv  commissioner  of  buildings  of  Brooklvn  bv  di¬ 
rection  of  the  board  of  buildings,  illegally  acting  as  an 
annellate  board  on  anneal  of  owner  f^om  original  denial 
of  permit  by  commissioner  of  buddings,  which  permit 
permitted  in  a  redde-ce  use  district  the  set-back  of  ga¬ 
rage  wall  on  Bedford  avenue  to  install  a  gasoline. sta¬ 
tion  in  connection  with  existing  gasoline  station  adioin- 
ing  on  Clarkson  a"enu“.  sou'hwest  corner.  Borough  of 
Brooklvn.  under  Cal.  No.  133-36-A.  and  wh'ch  permit 
the  board  of  standards  and  anneals  held  contrary  to  sec¬ 
tion  6,  and  issued  by  usurpation  of  appeal  powers  bv 
board  of  buildings.  Mr.  Tustice  Lockwood  sustained 
board  (N.V.L.J.  Oct.  20,  1936)  as  follows: 

Powell  Garage  Co.,  Inc.,  v.  Murdock  pt  al. — Motion 
to  vacate  order  of  certiorari  and  to  confirm  the  deter¬ 
mination  of  the  board  of  standards  and  appeals  in.  re¬ 
voking  a  permit  issued  by  the  commission  of  buddings 
granted.  flThe  papers  in  support  of  this  application 
disclose  that  in  1911  a  one-storv  brick  public  garage  was 
erected  upon  part  of  thp  premises  and  that  the  garage 
structure  was  set  back  40  ft.  from  the  Clarkson  avenue 
frontage  by  reason  of  a  restrictive  covenant.  flThe  en¬ 
tire  premises  involved  in  this  application  are  situated 
in  a  residence  district  on  the  use  district  mans.  The 
neighborhood  is  a  high-class  residential  one.  HTn  1921 
the  fire  department  approved  a  plan  for  the  installa¬ 
tion  of  three  new  gasoline  tanks,  which  were  buried. 
Prior  to  that  time  the  tanks  had  not  been  buried.  flPe- 
titioner  under  a  permit  granted  to  him  by  the  commis¬ 
sioner  of  buildings  now  seeks  to  extend  the  use  to 
Bedford  avenue,  of  the  premises,  for  a  gasoline  service 
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station,  with  the  usual  cuts  and  driveways,  which  cuts 
have  heretofore  never  been  in  existence  upon  this  site. 
HIn  support  of  the  application  to  vacate  the  writ  of 
certiorari  the  board  of  standards  and  appeals  urges  that 
the  board  of  buildings  was  without  authority  to  issue 
or  direct  the  commissioner  of  buildings  to  issue  the 
permit  and  that  the  commissioner  of  buildings  was  with¬ 
out  authority  to  issue  the  permit,  and  that  its  issuance 
was  in  violation  of  section  6  of  the  Building  Zone  Reso¬ 
lution.  HThe  relator  contends  that  the  permit  was  le¬ 
gally  issued  and  that,  in  any  event,  he  has  acquired  such 
vested  rights  as  preclude  the  revocation  of  the  permit. 
H  Section  407  of  the  charter  refers  to  the  powers  of  the 
commissioner  of  buildings.  Such  powers,  so  granted, 
give  the  commissioner  the  right  to  pass  on  structures 
and  their  erection  and  alteration,  subject  to,  and  in 
accordance  with,  the  provisions  of  either  the  Multiple 
Dwelling  Law  or  Building  Code,  and  subject  to  the  gen¬ 
eral  riiles  and  regulations  of  the  board  of  standards 
and  appeals  and  the  board  of  buildings.  HThe  charter 
does  not  give  the  commissioner  of  buildings  the  power 
to  modify,  vary,  or  reverse  the  Building  Zone  Resolu¬ 
tion.  The  powers  granted  to  the  commissioners  are 
specifically  limited  to  the  approval  of  plans  subject  to 
*  *  *  the  general  rules  and  regulations  of  the  board 

of  standards  and  appeals.  HUnder  the  provisions  of 
chapter  764  of  the  laws  of  1933  the  board  of  build¬ 
ings  is  composed  only  of  the  commissioners  of  buildings 
of  the  five  boroughs  of  the  Greater  City.  Section  406 
of  the  charter  provides  that  the  board  shall  formulate 
rules  regulating  the  methods  of  the  department  of 
buildings  and  the  application  and  interpretation  of  all 
laws  and  ordinances  affecting  the  construction  and  erec¬ 
tion  of  buildings.  HThe  legislature  in  defining  the  pow¬ 
ers  of  the  board  of  buildings  to  enact  uniform  rules  af¬ 
fecting  the  construction  of  buildings,  limited  such  rules 
by  providing  that  the  said  rules  and  regulations  shall 
conform  to  the  true  intent  and  meaning  of  the  statute. 
The  legislation  permits  the  construction  that  the  legis¬ 
lature  intended  in  establishing  the  board  of  buildings, 
so  that  there  might  be  uniformity  in  the  interpretation 
throughout  the  Greater  City,  of  the  laws  affecting  the' 
method  and  manner  of  constructing  buildings.  The  leg¬ 
islation  further  provided  that  the  board  shall  have  the 
power,  where  there  are  practical  difficulties  in  the  way 
of  carrying  out  the  strict  letter  of  the  law,  and  where 
equally  good  and  more  desirable  construction  can  be 
used  to  grant  a  variation  in  any  specific  case  Qjrovided 
that  the  _  spirit  of  the  law  shall  be  observed  and  sub¬ 
stantial  justice  done.  Hit  is  clear  that  the  legislature 
intended  to  nrovide  that  the  approval  of  the  commis¬ 
sioner  of  buildings  on  applications  involving  construc¬ 
tion  or  material  shall  be  in  lieu  of  the  approval  for¬ 
merly  required  of  the  borough  president.  HThe  court 
is  of  the  opinion  that  this  legislation  recently  enacted 
has  not  increased  the  powers  of  the  board  of  buildings 
any  greater  than  those  formerly  possessed  by  the  various 
superintendents  of  buildings  under  the  old  section  411 
of  the  Charter.  HThe  court  rules  that  the  board  of 
buildings  has  no  power  to  vary  the  provisions  of  the 
building  zone  resolution  and  that  the  board,  in  approv¬ 
ing  the  instant  permits,  exceeded  its  power  and  author¬ 
ity  and  that  the  permits  are  void.  HSection  718-d  of 
the  Greater  New  York  Charter  gives  the  board  of 
standards  and  appeals  the  right  to  pass  upon  'all  appeals 
taken  pursuant  to  the  building  zone  resolution  and  the 
powers  to  modify  vests  solely  in  said  board.  HWhen 
petitioner  originally  applied  for  the  permit  the  com¬ 
missioner  of  buildings  denied  it.  No  appeal  was  taken 
to  the  board  of  standards  and  appeals  as  is  reauired  by 
statute.  The  petitioner,  however,  appealed  to  the  board 
of  buildings  to  review  the  determination  of  the  com¬ 
missioner  of  buildings.  HA  consideration  of  sections 
406  and  411  of  chapter  764  of  the  laws  of  1933,  which 
define  the  rights  and  powers  and  jurisdiction  of  the 
board  of  buildings,  discloses  no  power  in  said  board 
to  sit  in  review  upon  a  decision  of  the  commissioner 
of  buildings.  Said  board  can  only  interpret  the  laws 
and  ordinances  in  so  far  as  the  method  and  manner  of 
construction,  or  use  of  materials  in  the  erection,  al¬ 
teration  or  removal  of  a  building  in  accordance  with 
the  provisions  of  section  411  of  the  Charter.  HSection 
718-d  of  the  Greater  Nevy  York  Charter  vests  exclusive 
jurisdiction  in  a  review  of  an  order  of  the  commis¬ 
sioner  of  buildings,  in  the  board  of  standards  and  ap¬ 
peals.  HIn  granting  a  permit  its  effect  is  to  extend  the 
use  of  the  existing  gasoline  station  on  Clarkson  avenue 
into  Bedford  avenue.  At  the  hearing  before  the  board 
of  standards  and  appeals  the  entire  neighborhood  united 
in  opposing  this  application — not  only  was  there  opposi¬ 
tion  from  individual  owners,  but  various  civic  organiza¬ 
tions  and  public  representatives  appeared  in  opposition 
to  the  continuance  of  the  permit.  HThe  record  discloses 
that  a  committee  of  the  board  of  appeals  made  a  full 
and  impartial  investigation  of  the  facts  underlying  the 
granting  of  the  permit  and  the  court  is  of  the  opinion 
that  the  report  was  properly  made  and  that  the  action 
of  the  board  in  revoking  the  permit  was  justified.  The 


relator  claims  he  has  acquired  vested  rights  and  that 
he  has  acted  on  reliance  of  the  permit  granted  to  it. 
Endeavoring  to  sustain  this  contention  the  relator  has 
cited  People,  &c.,  v.  Kleinert  (201  A.  D.,  751),  and 
several  other  cases.  None  of  them,  however,  apply  to 
the  facts  here.  In  all  of  the  cases  cited  by  the  relator 
the  board  had  the  power  to  issue  the  permit  but  its  is¬ 
suance  was  found  to  be  erroneous.  HIn  this  case,  the 
board  and  commissioner,  however,  had  no  power,  and 
where  a  permit  is  issued  by  an  authority  whic1^  has  no 
power,  an  applicant  cannot  obtain  any  vested  right.  HAs 
the  appellate  division  in  this  department  said  in  Rollins 
v.  Armstrong  (226  A.  D.,  687,  752) “The  permit  hav¬ 
ing  been  illegally  granted,  no  vested  rights  of  respondent 
have  been  violated.”  Hits  determination  was  affirmed 
by  the  court  of  appeals  (251  N.  Y.,  349).  HVery  re¬ 
cently  the  same  ruling  was  made  by  the  court  of  ap¬ 
peals  (Colonial  Beacon  Oil  Co.  v.  Finn,  270  N.  Y.,  591). 
HThe  distinction  between  the  cases  cited  by  the  relator 
and  the  facts  involved  on  this  application  are  very 
clear.  HThe  board  having  possessed  no  power  to  issue 
the  permit,  the  alleged  rights  claimed  to  have  vested 
never  vested,  and  the  decision,  therefore,  of  the  board 
of  standards  and  appeals  must  be  upheld.  HSubmit 
order. 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  OCTOBER  26,  1936,  AT  2  P.  M. 


Building  Zone  Cases 

217-33-BZ. 

APPLICANT — Benjamin  N.  Brody,  for  Helen  Schrage 
LeTiman,  owner. 

PREMISES — 110-38  Springfield  boulevard  and  217-20  110th 
road  (Junior  place),  southwest  corner  (Block  No. 
2038,  part  of  Lot  No.  28),  Queens  Village,  Bor¬ 
ough  of  Queens 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied). 
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244-36-BZ. 

APPLICANT— Samuels  and  Samuels,  for  Bennet-Shieber, 
Inc.,  owner. 

PREMISES— Northeast  corner  of  Liberty  avenue  and 
104th  avenue  (Block  No.  1404,  part  of  Lot  Nos. 
141  and  145),  Jamaica,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  erection  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  district. 

250-36-BZ. 

APPLICANT— Benjamin  Millstein,  for  The  City  Mort¬ 
gage  Company,  owner. 

PREMISES— 182-184  Fulton  street  and  91  Orange  street, 
northwest  corner  (Block  No.  222,  Lot  No.  17), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  the  change  of  use  from  stores  to  gasoline 
service  station  for  a  portion  of  the  first  floor  of 
an  existing  garage  and  store  building. 


OCTOBER  27,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  October 
27,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  391-27-BZ— Application  of  Daniel  Marshall,  ap¬ 
plicant,  on  behalf  of  Sinclair  Refining 
Co.,  lessee  (long  term  lease),  reopened 
June  16,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  and  partly  in  an 
unrestricted  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  (previously  denied  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion)  ;  premises  5214-5218  Broadway 
and  89  West  225th  street,  northeast 
corner  (Block  No.  2215,  Lot  No.  106), 
Borough  of  Manhattan. 

cal.  no.  16-36-BZ — Application,  January  27,  1936,  under 
sections  7f  and  21  of  the  building  zone 
resolution,  of  Albert  Goldhammer,  ap¬ 
plicant,  on  behalf  of  A.  F.  &  G.  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  1865-1869  Westchester 
avenue  and  1301  White  Plains  road, 
north  side  of  Westchester  avenue, 
from  Leland  avenue  to  White  Plains 
road  (Block  No.  3880,  Lot  Nos.  1,  2, 
3,  4  and  5),  Borough  of  The  Bronx. 

cal.  no.  151-36-BZ — Application,  May  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Felix  J.  Wasselle,  applicant,  on 
behalf  of  Y.  Showronski,  owner,  to 
permit  in  a  residence  use  district  the 
change  of  occupancy  of  part  of  an 
existing  residence  building  to  business 
use  (store)  ;  premises  439  Vermont 
street,  east  side,  180  ft.  north  of  Blake 
avenue  (Block  No.  3774,  Lot  No.  10), 
Borough  of  Brooklyn. 


cal.  no.  85-36-BZ — Application  April  2,  1936;  dismissed  for 
lack  of  prosecution,  June  16,  1936;  re¬ 
opened  and  restored  to  calendar  Sep¬ 
tember  15,  1936,  under  section  21  of  the 
building  zone  resolution ;  re  Applica¬ 
tion  of  office  of  Henry  T.  Child,  ap¬ 
plicant,  on  behalf  of  Flatbush  Savings 
Bank,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  2235-2247  Flatbush  avenue 
and  1832  East  48th  street,  northeast 
corner  (Block  No.  8487,  Lot  Nos.  1,  3 
and  5),  Borough  of  Brooklyn. 

cal.  no.  82-36-BZ — Application  March  28,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  William  Hoelze,  appli¬ 
cant,  on  behalf  of  Hoelze  Realty  Corp., 
owner,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  maintenance  of  a  lum¬ 
ber  storage  shed  and  planing  mill ; 
premises  206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in.  east 
of  206th  street  and  206-19  45th  road, 
north  side,  100  ft.  east  of  206th  street 
(Block  No.  3148,  Lot  Nos.  9^4,  59  and 
60),  Bayside,  Borough  of  Queens. 

cal.  no.  239-36-BZ— Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frackman  and  Robins,  appli¬ 
cants,  on  behalf  of  La  Fontaine  Es¬ 
tates,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  Northwest  corner 
of  Grand  Concourse  and  East  182nd 
street  (Block  No.  3163,  Lot  No.  40), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


OCTOBER  27,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

276-36-A — 94  Bowery,  west  side,  50  ft.  8  in.  north  of  Hes¬ 
ter  street  (Block  No.  239,  Lot  No.  36),  Bor¬ 
ough  of  Manhattan. 

290-36-A— 574  Saratoga  avenue,  west  side,  192  ft.  north 
of  Sutter  avenue  (Block  No.  3514,  Lot  No. 
63),  Borough  of  Brooklyn. 

292-36-A— 282-296  Chester  street,  west  side,  180  ft.  north 
of  Dumont  avenue,  and  251-279  Bristol  street 
(Block  No.  3559,  Lot  Nos.  39,  40,  41,  42  and 
43),  Borough  of  Brooklyn. 

307- 36-A— 67-69  Schermerhorn  street,  north  side,  172  ft. 

6  in.  east  of  Court  street  (Block  No.  269, 
Lot  No.  14),  Borough  of  Brooklyn. 

313-36-A — 401-421  Park  avenue,  816-820  Kent  avenue  and 
77-81  Taaffe  place  (Block  No.  1883,  Lot  Nos. 
1-4  and  38-40),  Borough  of  Brooklyn. 

Appliances  Submitted  for  Approval 

10-36-SA— Fee  &  Mason  Fill  Pipe  Terminal  for  Fuel  Oil. 

303-36-SA— Sears  Roebuck  Oil  Burning  Water  Heater, 
Hercules  Model  No.  2544. 

308- 36-SA— Coleman  Oil  Burning  Circulating  and  Space 

Heater,  Models  821A,  822,  824,  825,  826  and 
827. 
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Material  Submitted  for  Approval 
305-36-SM— Revere  Copper  Oil  Burner  Tubing. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon, 
October  27,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board: 

cal.  no.  145-36-BZ — Application,  May  19,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  Katherine  Eckhardt,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  379  East  Gun 
Hill  road  and  3501  Webster  avenue, 
northwest  corner  (Block  No.  3356,  Lot 
No.  220),  Borough  of  The  Bronx. 

cal.  no.  281-36-BZ — Application,  September  18,  1936,  under 
sections  7b,  7c  and  21  of  the  building 
zone  resolution,  of  Thomas  W.  Lamb, 
Inc.,  applicant,  on  behalf  of  Enfants 
Real  Estate  Corporation,  owner,  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  alteration  of  an  existing  business 
building  so  as  to  include  a  theatre ; 
premises  1146-1148  Madison  avenue 
26-28  East  85th  street,  southwest  cor¬ 
ner  (Block  No.  1496,  Lot  No.  60), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK  S  CALENDAR 
MONDAY,  NOVEMBER  2,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

240-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Joseph  Giganti, 
owner. 

PREMISES— 87-14  92nd  street,  west  side,  110.39  ft.  south 
of  Jamaica  avenue  (Block  No.  79,  Lot  No.  20), 
Woodhaven,  Borough  of  Queens. 

APPLICATION,  under  section  7 a  of  the  building  zone 
resolution. 

TO  PERMIT  the  extension  of  an  existing  public  garage 
and  the  erection  of  a  gasoline  service  station  in  a 
residence  use  district. 

256-36-BZ. 

APPLICANT— William  I.  Hohauser,  for  Marie  E.  Har- 
dart,  owner. 

PREMISES— 1109  Lexington  avenue,  east  side,  68.6__ft. 
north  of  East  77th  street,  and  153-157  East  77th 
street  (Block  No.  1412,  Lot  Nos.  20J4,  23,  23 l/i 
and  24),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  the  erection  of  a  business  building  (theatre) 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district,  and  the  omission  of  the  re¬ 
quired  rear  yard. 


NOVEMBER  4,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  No¬ 
vember  4,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  54-36-BZ — Application,  March  10,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Kadel,  Van  Kirk  and 
Trencher,  applicants,  on  behalf  of  B. 
&  S.  Gasoline  Stations,  Inc.,  owner, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline 
service  station ;  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend 
Neck  road,  northwest  corner  (Block 
No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

cal.  no.  304-36-BZ — Application,  October  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Washburn  Wire  Company, 
Inc.,  applicant  and  owner,  to  permit  the 
proposed  extension  of  an  existing  fac¬ 
tory  building  from  an  unrestricted 
use  district  into  a  residence  use  dis¬ 
trict;  537-549  East  118th  street,  north¬ 
west  corner  of  East  River  drive  and 
542-550  East  119th  street  (Block  No. 
1815,  Lot  Nos.  23  and  31),  Borough  of 
Manhattan. 

cal.  no.  636-20-BZ — Application  of  Michael  Mario,  appli¬ 
cant,  on  behalf  of  Constant  Motor 
Service  Corporation,  owner,  reopened 
October  14,  1936,  under  section  21  of 
the  building  zone  resolution  to  permit 
partly  in  an  unrestricted  use  district 
and  partly  in  a  business  use  district  the 
reconstruction  of  a  series  of  multiple 
garage  buildings  and  a  gasoline  service 
station  (previously  granted  by  the 
board),  so  as  to  provide  automobile 
sales  rooms  and  motor  vehicle  repair 
shops  with  openings  to  65th  street ; 
premises  6434-6520  Fifth  avenue,  435- 
483  66th  street,  northwest  corner 
(Block  No.  5827,  Lot  No.  27),  Borough 
of  Brooklyn. 

cal.  no.  181-36-BZ — Application,  June  12,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Joseph  Weiss 
Co.,  Inc.,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a 
proposed  gasoline  service  station ; 
premises  1490-1498  Linden  boulevard, 
south  side,  478  ft.  4J4  in.  east  of  Rock- 
away  avenue  (Block  No.  3644,  Lot 
No.  85),  Borough  of  Brooklyn. 

cal.  no.  589-31-BZ — Application  of  Scacchetti  and  .Siegel, 
applicants,  on  behalf  of  Sona  Cooper- 
stein,  owner,  reopened  July  14,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  the  extension  in 
area  of  an  existing  gasoline  service 
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station  previously  granted  by  the 
Board;  premises  159-01  to  159-07  114th 
avenue  (Linden  boulevard)  and  159-02 
to  159-08  Meyer  avenue,  northeast  cor¬ 
ner  of  159th  street  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  4,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36- A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon , 
November  4,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board : 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  265-28-BZ — Application  of  Flostrand  Realties,  Inc., 
applicant  and  owner,  reopened  October 
14,  1936  for  consideration  as  to  exten¬ 
sion  of  time  (permit  having  expired  by 
limitation) — re  Application,  granted  on 
condition,  under  section  21  of  the 
building  zone  resolution,  permitting, 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district,  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  west  side  of 
Westchester  avenue,  161.14  ft.  south  of 
Wilkinson  avenue  (Block  No.  4235, 
Lot  No.  43),  Borough  of  The  Bronx. 

cal.  no.  222-36-BZ — Application,  July  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Boochever,  McManus  and  Ostrow, 
applicants,  on  behalf  of  New  York 
Water  Service  Corporation,  owner,  to 
permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  steel 
tank  for  storage  of  water;  premises 
3402-3424  Foster  avenue,  south  side, 
540  ft.  west  of  East  37th  street  (Block 
No.  4982A,  Lot  No.  1),  Borough  of 
Brooklyn. 


cal.  no.  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board ;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  10,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  10,  1936,  at  10  o’clock,  in  Room  1013  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  189-36-BZ — Application,  June  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  Richter,  applicant,  on  be¬ 
half  of  Solo  Linder,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station,  showroom,  auto¬ 
mobile  laundry,  brake  testing  station 
and  office ;  premises  2994  Coney  Island 
avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  722  Banner  ave¬ 
nue,  southwest  corner  of  Guider  ave¬ 
nue  (Block  No.  7264,  Lot  No.  49), 
Borough  of  Brooklyn. 

cal.  no.  126-36-BZ — Application,  May  7,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 
tion,  of  City  Parking  Stations,  Inc., 
applicant  and  lessee,  on  behalf  of  The 
Chase  National  Bank  of  the  City  of 
New  York,  owner,  to  permit  the  use 
of  the  plot  for  the  parking  of  more 
than  five  (5)  motor  vehicles  in  a  re¬ 
tail  use  district;  premises  288-290 
Madison  avenue,  west  side,  50.9  ft. 
north  of  East  40th  street  (Block  No. 
1275,  Lot  Nos.  16  and  17),  Borough  of 
Manhattan. 

cal.  no.  214-36-BZ — Application,  July  7,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolu¬ 
tion,  of  Myles  Levinson,  applicant,  on 
behalf  of  Cooper  Chemists,  Inc.  and 
Ezra  Jaffe,  owners,  to  permit  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  dis¬ 
trict;  premises  1512-1524  Bath  avenue, 
southwest  corner  of  Bay  10th  street 
(Block  No.  6427,  part  of  Lot  No.  39), 
Borough  of  Brooklyn. 

cal.  no.  158-36-BZ — Application,  May  29,  1936,  under  sec- 
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tion  7 h  of  the  building  zone  resolu¬ 
tion  of  Gustave  Lindell,  applicant  and 
lessee,  on  behalf  of  Kew  Club  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  storage  and 
parking  of  more  than  five  (5)  -motor 
vehicles;  premises  83-26  Austin  street, 
south  side,  180  ft.  east  of  Lefferts 
boulevard  (Block  No.  3338,  Lot  No. 
25),  Kew  Gardens,  Borough  of 
Queens. 

CAL.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman 


NOVEMBER  10,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

231-36-A — 38-48  Livonia  avenue,  southwest  corner  of  Bar¬ 
ret  street  (Block  No.  3581,  Lot  Nos.  32  and 
33),  Borough  of  Brooklyn. 

291-36-A — 112  East  21st  street,  west  side,  171  ft.  south 
of  Caton  avenue  (Block  No.  5081,  Lot  No. 
15),  Borough  of  Brooklyn. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  No¬ 
vember  10,  1936,  at  2  o’clock  in  Room  1013,  Municipal 
Building,  on  the  following  matter : 

cal.  no.  644-20-BZ — Application  of  Samuel  Rosenblum, 
applicant,  on  behalf  of  H.P.C.  Cor¬ 
poration,  owner,  reopened  October  20, 
1936,  for  consideration  of  an  amend¬ 
ment  to  the  resolution  re  Application, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  alteration  of  a  gasoline 
service  station  and  garage  for  more 
than  five  (5)  motor  vehicles  (pre¬ 
viously  granted  by  the  board),  so  as 
to  reduce  the  size  of  office;  premises 
1522-1528  Southern  boulevard,  north¬ 
east  corner  of  East  172nd  street  (Block 
No.  2982,  Lot  No.  1),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 
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NOVEMBER  17,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  No¬ 
vember  17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

cal.  no.  257-36-BZ — Application,  September  4,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  John  J.  Beatty,  applicant, 
on  behalf  of  Buckminster  Estates,  Inc., 
owner,  to  permit  the  erection  of  a 
business  building  (theatre  and  stores) 
extending  from  a  business  use  district 
to  a  residence  use  district;  premises 
1713  Church  avenue,  north  side,  105 
ft.  9 7/8  in.  east  of  East  17th  street 
(Block  No.  5078,  Lot  No.  30),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chair  man. 


DECEMBER  8,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 


CALENDAR 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter : 


CAL.  NO.  118-36-BZ— Application,  May  1,  1936,  under  sec-. 

tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 


Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  i-ot  No.  29), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 

FRIDAY  MORNING,  OCTOBER  16,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum. 


BUILDING  ZONE  CASE 

72-36-BZ. 

APPLICANT— Rosdniw  Company,  Inc.,  applicant  and 
lessee,  for  Estate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee. 

SUBJECT— Application  (re  decision  of  commissioner  of 
buildings)  under  Sections  7b  and  7c,  to  permit 
the  extension  from  a  retail  use  district  into  a 
residence  use  district  of  a  business  use  (store)  on 
part  of  the  first  story  of  a  residence  building. 


PREMISES  AFFECTED — 322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner  (Block  No. 
894,  Lot  No.  71),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  T.  V.  Flynn,  Charles  Wolf,  Wil¬ 
liam  D.  Tucker,  Arad  Riggs,  and  Emily  Gil¬ 
ford. 

For  Opposition :  John  P.  Fox. 

ACTION  OF  BOARD — Laid  over,  subject  to  exchange 
of  briefs  and  reply  briefs  by  both  sides  and  sub¬ 
mission  of  said  briefs  to  this  board,  after  which, 
date  of  final  decision  will  be  set  by  the  board. 


Adjourned,  2:40  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  OCTOBER  20,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Wednesday  morning,  October  14,  1936  and  the  minutes 
of  the  regular  meeting  of  the  board  held  on  Wednesday 
afternoon,  October  14,  1936,  were  approved  as  printed  in 
Bulletin  No.  42,  Vol.  XXI. 


BUILDING  ZONE  CASES 

222-36- BZ. 

APPLICANT— Boochever,  McManus  &  Ostrow,  for  New 
York  Water  Service  Corporation,  owner. 
SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  steel  tank  for 
storage  of  water. 

PREMISES  AFFECTED  —  3402-3424  Foster  avenue, 
south  side,  540  ft.  west  of  East  37th  street  (Block 
No.  4982A,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  George  Boochever,  Jesse  A.  Bliv- 
en  and  Arthur  T.  Luce. 

For  Opposition:  Alfred  Englander,  Leonard  Hof- 
ner,  Edward  Kelly,  Bertram  E.  Driscoll, 
Maude  W.  Corey,  W.  K.  Callow  and  others. 


For  Administration :  Borough  Engineer,  C.  A. 
Vertefeuille,  for  Department  of  Water  Sup¬ 
ply. 

ACTION  OF  BOARD — Laid  over  to  November  4,  1936 
at  2  P.M.  for  consideration  by  the  board.  No 
further  argument. 


239-36-BZ. 

APPLICANT — Frackman  and  Robins,  for  La  Fontaine 
Estates,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commission¬ 
er  of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  district, 
the  erection  and  maintenance  of  a  business  build¬ 
ing  (stores). 

PREMISES  AFFECTED — Northwest  corner  of  East 
182nd  street  and  Grand  concourse  (Block  No. 
3163,  Lot  No.  40),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Joseph  H.  Robins. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  October  27,  1936, 
at  10  A.M.  Applicant  to  submit  revised  plans. 


281-36-BZ. 

APPLICANT— Thomas  W.  Lamb,  Inc.,  for  Enfants  Real 
Estate  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commission¬ 
er  of  buildings)  under  sections  7b,  7c  and  21  of 
the  building  zone  resolution,  to  permit  partly  in 
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a  business  use  district  and  partly  in  a  residence 
use  district  the  alteration  of  an  existing  business 
building  so  as  to  include  a  theatre. 

PREMISES  AFFECTED — 1146-1148  Madison  avenue  and 
26-28  East  85th  street,  southwest  corner  (Block 
No.  1496,  Lot  No.  60),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  T.  Henry  Walters,  Herbert  M. 
Miller,  H.  J.  Williams. 

For  Opposition :  Irwin  Levine,  Edward  Menden, 
Charles  C.  Peters,  Lina  H.  Meierhof,  Charles 
Tilgner,  Harold  C.  Cross,  James  A.  McCar¬ 
thy,  Clarence  G.  Bernheimer. 

ACTION  OF  BOARD — Laid  over  to  October  27,  1936  at 
2  P.M.  for  consideration  by  the  board.  No  fur¬ 
ther  argument. 


115-36-BZ. 

APPLICANT — Gustave  Goldman,  for  George  Beaudry, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  use  of  a  plot  of  ground  for  parking  more 
than  five  (5)  motor  vehicles  and,  also,  automo¬ 
bile  wrecking. 

PREMISES  AFFECTED— 5283-5291  Kings  highway,  east 
side,  60  ft.  9  in.  north  of  Preston  court  (Block 
No.  7949.  Lot  No.  20),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Gustave  Goldman. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

rHE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(115-36-BZ) 

Whereas,  Gustave  Goldman,  for  George  Beaudry, 
)wner,  filed  April  29,  1936,  an  application  under  the  build- 
ng  zone  resolution  to  permit  in  a  business  use  district 
he  use  of  a  plot  of  ground  for  parking  more  than  five 
(5)  motor  vehicles,  and  also  automobile  wrecking;  prem- 
ses :  5283-5291  King's  highway,  east  side,  60  ft.  9  in.  north 
)f  Preston  court  (Block  No.  7949,  Lot  No.  20),  Borough 
)f  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
)y  the  Board  of  Standards  and  Appeals,  at  its  regular 
neeting.  October  20.  1936,  after  due  notice  by  publication 
n  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
ind 

Whereas,  the  use  district  mans  accompanying  the  build- 
ng  zone  resolution  show  that  Kings  highway  is  in  business 
ind  residence  districts ;  Preston  court  is  in  unrestricted 
tnd  business  districts:  Foster  avenue  is  in  business  and 
esidence  district,  and  Farragut  road  is  in  unrestricted  and 
Risiness  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  build- 
ngs,  rendered  June  8,  1936.  App.  No.  4721-1936,  reads: 

“Parking  of  more  than  five  cars  and  wrecking  of 
cars  in  a  business  district  is  contrary  to  article  2,  sec¬ 
tion  4  of  the  Zone  Resolution.” 
nd 

Whereas,  the  premises  consist  of  an  irregular  shaped 
>lot  of  ground  having  a  frontage  of  101  ft.  on  Kings 
lighway,  127  ft.  1  in.  along  the  north  lot  line  and  100  ft. 
Jong  the  south  lot  line.  It  is  proposed  to  occupy  the  plot 
or  parking  more  than  five  motor  vehicles  and  also  for 
he  wrecking  of  automobiles  and  sale  of  used  automobile 
>arts.  The  plot  is  now  used  for  automobile  wrecking; 
nd 


Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  for  temporary  relief 
under  section  21  of  the  building  zone  resolution. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  for  a  period  of 
five  (5)  years,  under  section  21,  permitting  the  premises 
under  appeal  to  be  used  as  a  yard  for  the  dismantling  of 
automobiles  and  the  storage  of  used  parts,  on  condition 
that  the  premises  shall  be  arranged  as  indicated  on  plans 
filed  with  this  appeal ;  that  substantial,  woven  wire  fences 
shall  be  installed  on  lot  lines ;  that  the  only  entrances  to 
the  plot  shall  be  the  two  (2)  indicated  from  Kings  high¬ 
way  ;  that  premises  shall  be  kept  in  orderly  condition ; 
that  parts  shall  be  stored  on  racks,  located  as  indicated ; 
that  no  further  building  shall  be  erected  on  the  premises 
other  than  these  racks  and  existing  office  and  lunch  room ; 
that  the  dismantling  and  wrecking  of  automobiles  shall 
be  done  by  hand  tools  only;  that  other  than  the  motor 
vehicles  being  wrecked,  not  more  than  five  (5)  motor  vehi¬ 
cles,  in  condition  to  be  operated,  shall  be  stored,  parked 
or  offered  for  sale  on  the  premises. 


223-36-BZ. 

APPLICANT — John  Adikes,  for  Jamaica  Savings  Bank, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution,  to  permit  partly  in  an  unrestricted 
and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  voffiVIps. 

PREMISES  AFFECTED— 91-11  to  91-25  144th  place  and 
144-01  to  144-09  Archer  avenue,  northeast  corner 
(Block  No.  1033,  Lot  Nos.  20  and  25),  Jamaica, 
Boroucrh  of  Queens. 

APPEARANCES— 

For  Applicant:  John  Adikes,  Charles  Weber. 
For  Opposition :  Joseph  M.  Lonergan  and  John 
F.  Sckrempp. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(223-36-BZ) 

Whereas.  Tohn  Adikes,  for  Jamaica  Savings  Bank, 
owner,  filed  fulv  14,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  an  unrestricted  use  dis¬ 
trict  and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5)  motor 
vehicles :  premises:  91-11  to  91-25  144th  place  and  144-01 
to  144-09  Archer  place  (avenue V  northeast  corner  (Block 
No.  1033,  Lot  Nos.  20  and  25),  Jamaica,  Borough  of 
Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting.  October  20.  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Archer  avenue  is  in  an  un¬ 
restricted  district;  144th  place  is  in  business,  unrestricted 
and  residence  districts,  and  91st  avenue  is  in  business  and 
unrestricted  districts;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  July  2.  1936.  App.  No.  1438,  reads: 

“The  erection  of  a  public  garage  in  an  unrestricted 
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district  and  extending  partly  in  a  business  district  is 
contrary  to  section  4  of  the  zone  law.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  123  ft.  on  Archer  ave¬ 
nue,  2C0  ft  on  144th  place  and  a  distance  of  160  ft.  along 
the  north  lot  line ;  now  occupied  as  a  storage  yard  and 
headquarters  for  the  W.P.A.  It  is  proposed  to  remove 
the  wood  sheds  now  on  the  plot  and  to  erect  a  one-  and 
two-story  structure  200  ft.  by  123  ft.  in  area,  to  be  occu¬ 
pied  as  a  garage  for  more  than  five  motor  vehicles.  (Bor¬ 
ough  Superintendents  Headquarters  for  Department  of 
Sanitation  and  garage  for  Department  of  Sanitation 
trucks).  The  northwesterly  portion  of  the  building,  100 
ft.  by  100  ft.  in  area  is  in  the  business  district,  the  re¬ 
mainder  is  in  the  unrestricted  district;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  7,  sub¬ 
division  c  of  the  building  zone  resolution. 

Resolved.  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  7-c  to  permit  the  erection  of  a  garage  for  more 
than  five  (5)  motor  vehicles  on  the  plot  under  appeal, 
extending  into  the  business  zone  district  as  indicated,  on 
condition  that  the  building  shall  not  exceed  one  story 
in  height  except  for  the  two-story  portions  indicated  for 
office  work  and  looker  room;  that  the  building  shall  be 
constructed  throughout  of  fireproof  materials,  except  that 
the  roof  may  be  constructed  of  steel  and  wood  beams 
as  indicated  and  hoarded  with  wood  provided  the  roof 
weather  surfacing  is  of  non-inflammable  material  and  pro¬ 
vided  the  ceiling  throughout  is  fire  retarded  in  accord¬ 
ance  with  the  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals:  that  the  portion  of  the  plot  to  the  east,  indicated 
as  ocen  vard,  sha1!  he  cement  paved  and  pronerly  drained 
and  enclosed  on  the  interior  lot  lines  hv  a  brick  wall  not 
less  than  7  ft  in  heirrht;  that  there  shall  be  a  simdar  wall 
constructed  along  the  northerly  lot  line  to  enclose  the 
court  indicated'  that  no  motor  vehicle  repairing  shall  he 
nermitted  on  the  premises  other  than  the  necessary  inci¬ 
dental  repairs  to  the  equinment  stored  therein ;  that  a 
nasoline  tank  may  he  installed  solely  for  supplying  gaso¬ 
line  to  the  motor  vehicles  stored  on  the  premises ;  that 
the  vehicular  entrances  to  and  from  the  building  shall 
not  exceed  those  indicated  and  no  vehicular  entrance  to 
144th  place  sh^il  be  nearer  than  50  ft.  from  the  northerly 
lot  line:  that  this  variation  is  granted  only  so  long  as  the 
huildin?  is  occupied  by  the  denartment  of  sanitation  or 
for  si'milar  ure;  and  that  other  than  as  varied  herein  as  to 
zoninp-  all  the  laws,  rules  and  regulations  applicable  to 
the  htuMing  and  use  thereof  shall  he  complied  with  :  and 
that  all  permits  shall  be  obtained  and  all  work  shall  be 
completed  within  one  year  from  the  date  of  this  action. 


225-36-BZ. 

APPLICANT — Scacchetti  &  Siegel  for  The  North  Amer¬ 
ican  HoMing  Corporation,  owner. 

SUBJECT — Aonlication  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  residence  use  dis¬ 
trict  the  erection  of  a  six  (6)  story  multiple 
dwelling  with  business  use  (stores)  on  the  first 
story. 

PREMISES  AFFECTED— 1182-1196  Grand  concourse 
and  180-188  Fast  167th  street,  southeast  corner 
( Flock  No.  2456,  Lot  Nos.  155-163),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Max  Siegel. 

For  Opposition :  David  Steckler  and  Jacob  Levy. 

ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock  and  Commis¬ 
sioner  Blum  . 2 

Negative :  Commissioner  Savage  and  Assist¬ 
ant  Chief  Walsh  .  2 

Absent  .  0 

THE  RESOLUTION— 

(225-36-BZ) 


Whereas,  Scacchetti  and  Siegel,  for  The  North  Amer¬ 
ican  Holding  Corp.,  owner,  filed  July  17,  1936,  an  appli¬ 
cation  under  the  building  zone  resolution  to  permit  in  a 
residence  use  district  the  erection  of  a  six  (6)  story  mul¬ 
tiple  dwelling  with  business  use  (stores)  on  the  first 
story;  Premises:  1182-1196  Grand  Concourse  and  180-188 
East  167th  street,  southeast  corner  (Block  No.  2456,  Lot 
Nos.  155-163),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  20.  1936.  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concoure  is  in  a  resi¬ 
dence  district;  East  167th  street  is  in  business  and  resi¬ 
dence  districts ;  Sheridan  avenue  is  in  residence  and  busi¬ 
ness  districts  and  McClellan  street  is  in  business  and 
residence  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  Tune  30,  1936,  App.  No.  261-36,  reads: 

3 :  Proposed  stores  on  1st  floor  in  proposed  six- 
story  non-fireproof,  Class  “A”  multiple  dwelling,  in 
residence  district  is  contrary  to  provisions  of  section 
3  of  the  building  zone  resolution.  Not  further  con¬ 
sidered.” 

and 

Whereas,  the  building  is  to  be  of  non-fireproof  con¬ 
struction,  six  stories  a"d  cellar,  in  height,  with  a  frontage 
of  205  ft.  on  Grand  Concourse  and  a  depth  of  97  ft.  on 
East  167th  street,  on  cellar  story  and  86  ft.  10  in.  above 
cellar  story;  to  be  occupied  as  mu’tiple  dwelling,  with 
stores  on  a  portion  of  the  167th  street  frontage;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises ;  and 

Whereas,  the  board  deemed  that  applicant  had  failed 
to  substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


263-31-BZ. 

APPLICANT— Weissglass  Dairies,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
(decision  of  the  commissioner  of  buildings)  un¬ 
der  section  7- a  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  an  extension  to 
existing  buildings  occupied  for  a  milk  bottling 
and  distributing  station  (previously  granted  by 
the  board).  t|  . 

PREMISES  AFFECTED— 2014  Forest  avenue,  south 
side,  20.03  ft.  east  of  Maple  avenue  (Block  No. 
1696,  Lot  Nos.  9,  12.  138  and  139),  Mariners  Har¬ 
bor.  Borough  of  Richmond. 

APPEARANCES— 

For  Apnb'cant :  Joseph  Weissglass. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 
lution  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chajrman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ® 

Absent  .  " 
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THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(263-31-BZ) 

Whereas,  this  application  affecting  premises  2014  For¬ 
est  avenue,  south  side,  20.03  ft.  east  of  Maple  avenue 
(Block  No.  1696,  Lot  Nos.  9,  12,  138  and  139),  Mariners 
Harbor,  Borough  of  Richmond,  was  granted  by  the  board 
on  certain  conditions  July  14,  1931  and  amended  May  17, 
1932,  on  certain  conditions,  and  owner  requested  an  amend¬ 
ment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals 

does  hereby  amend  resolution  adopted  by  the  board  on 

July  14,  1931,  as  amended  May  17,  1932,  so  that  as  amended 
it  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  application 
of  the  use  district  regulations  of  the  building  zone 
resolution,  and  that  the  application  be  and  it  hereby 
is  granted,  permitting  the  erection  of  a  one-story  build¬ 
ing  above  grade,  having  a  frontage  of  approximately 


55  ft.  10  in.  on  Forest  avenue  and  45  ft.  10  in.  south¬ 
erly  from  Forest  avenue,  located  on  another  portion 
of  plot  than  that  originally  shown,  in  the  same  owner¬ 
ship,  and  known  as  Lots  9,  12,  138  and  139,  on  con¬ 
dition  that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length ;  that  any 
skylights  installed  in  the  roof  shall  be  set  back  not 
less  than  15  ft.  from  the  lot  lines;  that  the  front  of 
structure  on  Forest  avenue  shall  be  built  of  face 
brick  with  architectural  terra  cotta  or  stone  trim ;  that 
the  present  buildings  on  the  property  shall  be  entirely 
demolished ;  that  all  work  conducted  on  the  premises 
shall  be  conducted  entirely  within  the  new  building  at 
all  times ;  that  in  the  event,  the  owner  desires  to  cover 
over  a  portion  of  the  yard  and  to  partially  enclose 
same  zvith  walls,  such  construction  mav  he  permitted 
as  indicated  on  revised  plans  marked  “ Received  Octo¬ 
ber  15.  1936,”  provided  that  in  all  respects  the  resolu¬ 
tion  adopted  by  the  board  on  July  14,  1931,  as  amended 
May  17,  1932.  and  as  amended  by  approval  of  plans 
on  June  7,  1932,  shall  be  complied  zvith  in  all  respects 


Adjourned,  2:00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  OCTOBER  20,  1936 

Present:  Chairman  Murdock.  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

935-19-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  Firestone  Tire  and 
Rubber  Co.,  owner. 

SUBJECT — Application  reopened  September  22,  1936  un¬ 
der  section  21  for  consideration  of  an  amendment 
of  resolution — re  (decision  of  the  commissioner 
of  buildings)  so  as  to  permit  in  a  business  use 
district  the  extension  of  existing  gasoline  service 
station  and  the  addition  of  an  automobile  repair 
shop  in  a  building  occupied  as  a  garage  and  gaso¬ 
line  service  station  previously  granted  by  the 
board. 

PREMISES  AFFECTED— 1730-1750  Bedford  avenue  and 
133-147  Empire  boulevard,  northwest  corner  and 
94-110  Sullivan  place  (Block  No.  1306,  Lot  No. 
49V  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 

For  Opoosition :  None. 

ACTION  OF  BOARD — Laid  over  to  November  4,  1936 
at  2  P.M.  on  request  of  applicant. 


644-20-BZ. 

APPLICANT— Samuel  Rosenblum,  for  H.  P.  C.  Corp., 
owner. 

SUBJECT — Application  for  reopening — consideration  of 
an  amendment  to  the  resolution — re  application 
(decision  of  the  commissioner  of  buildings)  un¬ 
der  section  21  of  the  building  zone  resolution,  to 
permit  in  a  business  use  district  the  alteration  of 
a  gasoline  service  station  and  garage  for  more 
than  five  (5)  motor  vehicles  (previously  granted 
by  the  board)  so  as  to  reduce  the  size  of  office. 


PREMISES  AFFECTED— 1522-1528  Southern  boulevard, 
northeast  corner  of  East  172nd  street  (Block  No. 
2982,  Lot  No.  1),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Apnlicant:  Samuel  Rosenblum. 

ACTION  OF  BOARD— Application  reopened,  calendar 
call  waived  and  set  for  hearing,  November  10, 
1936.  at  2  P.M. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . . .  0 

Absent  . .  .  •  . .  9 


427-32-BZ. 

APPLICANT— Scacchetti  &  Siegel,  for  Standard  Na¬ 
tional  Corporation,  owner.  . 

SUBTECT — Application  for  reopening — restoration  to  the 
calendar,  previously  withdrawn — re  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  change  of  occupancy,  of 
part  of  an  existing  building  to  a  motor  vehicle 
renair  shon. 

PREMISES  AFFECTED  —  1427-1447  Webster  avenue, 
west  side,  346  35  ft.  south  of  East  171st  street 
(Block  No.  2887,  Lot  No.  129),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Apnlicant:  Max  Siegel. 

ACTION  OF  BOARD— Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ” 

Absent  .  9 


101-32-BZ. 

APPLICANT— Thema  Rosen,  owner. 
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SUBJECT — Application  for  reopening — amendment  —  re 
application  (decision  of  the  commissioner  of 
buildings)  under  section  7h  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
for  a  period  not  greater  than  two  (2)  years,  the 
parking  or  storage  of  more  than  five  (5)  motor 
vehicles  on  a  lot  or  plot  unbuilt  upon. 

PREMISES  AFFECTED — 2871  Bailey  avenue,  west  side, 
107.59  ft.  south  of  West  230th  street  (Block  No. 
3264,  Lot  No.  79  and  part  of  Lot  No.  70),  Bor¬ 
ough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Philip  Rosen. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ' 

Negative  . 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(101-32-BZ) 

Whereas  this  application  affecting  premises  2871  Bailey 
avenue,  west  side.  107.59  ft.  south  of  West  230th  street 
'  Block  No.  3264,  Lot  No.  79  and  part  of  Lot  No.  70), 
Borough  of  The  Bronx,  was  granted  by  the  board  May 
19  1 936.  and  owner  requests  an  amendment  of  the  reso¬ 
lution  and 

Whereas,  the  board  deemed  that  in  view  of  the  owners 
intention  to  reduce  the  area  of  the  parking  lot  28  ft.,  that 
the  amendment  should  be  granted. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  bv  the  board  on  May  19. 
1936,  only  so  far  as  it  refers  to  draining  of  the  lot  and 
*he  requirement  for  concrete  retaining  wall  on  the  rear 
line,  so  that  as  amended  the  resolution  shall  read : 

“Reso'ved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  herebv  make  a  variation  in  the  application 
of  the  use  district  regulations  of  the  building  zone 
resolution  and  that  the  application  be  and  it  hereby  is 
planted  undpr  section  7H,  for  a  period  of  2  years  from 
May  19,  1936.  to  permit  the  plot  consisting  of  the 
northerlv  portion  of  Lot  70  and  Lot  79,  now  vacant 
and  unbuilt  upon,  to  be  used  for  parking  and  storage 
of  automobiles,  on  condition  that  the  plot  shall  be 
graded  so  as  to  be  substantially  level :  that  there  shall 
be  constructed  on  the  rear  line  parallel  to  the  New 
York  Central  right-of-way  a  concrete  wall  of  suf¬ 
ficient  height  to  protect  the  right-of-wav  except  that 
such  wall  mav  bp  omitted  if  the  owner  derides  to  con¬ 
struct  the  rear  fence  at  a  point  at  least  25  ft.  easterly 
from  surh  riph*-of-way  and  parallel  thereto  and  pro¬ 
vided  tl’p  interveninp  spare  be  tavern  the  fence  so  con¬ 
structed  and  the  New  York  Central  Riaht  of  Way 
shall  have  the  fill  at  the  proper  ancle  of  repose  to 
Prevent,  slidinp  of  earth  beyond  the  ripht-of-way  line, 
that  this  plot  shall  be  drained  toward  Bailey  avenue: 
that  there  shall  be  erected  on  or  near  the  rear  line  and 
on  the  interior  lot  lines  and  on  the  front  bui’ding 
line  along  Bailev  avenue  a  substantial  wooden  fence 
not  jess  than  4  ft.  in  height  and  kept  painted ;  that  no 
portion  of  the  plot  shall  be  used  for  parking  wtihin  25 
ft.  of  the.  northerly  garages ;  that  the  plot  shall  be 
covered  with  gravel  or  steam  cinders ;  that  there  shall 
be  not  over  one  opening  to  the  proposed  parking  snace 
located  approximately  in  the  center  of  the  parking 
area  at  the  Bailey  avenue  building  line  with  a  curb 
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cut  opposite  not  exceeding  25  ft.  in  width ;  that  no 
cars  shall  be  permitted  to  be  parked  or  stored  other 
than  those  which  are  in  good  mechanical  condition, 
capable  of  being  operated ;  that  pleasure  vehicles  only 
shall  be  so  stored  or  parked ;  that  any  lights  for  il¬ 
lumination  shall  be  on  standards  with  metal  reflectors 
reflecting  downwardly  and  toward  the  parking  space; 
that  no  part  of  this  parking  space  shall  be  used  for 
any  use  than  herein  permitted ;  that  sufficient  wide 
lanes  shall  be  maintained  at  all  times  to  permit  en¬ 
trance  and  exit ;  that  signs  shall  be  restricted  solely 
to  one  sign  on  the  front  of  the  property  advertising 
its  use  as  a  parking  lot  and  with  the  rates  to  be 
charged ;  that  no  structure  shall  be  erected  on  the 
parking  area  except  a  small  office  for  the  attendant; 
that  the  existing  grease  pits,  if  located  within  the 
parking  area,  shall  be  removed ;  that  all  permits  shall 
be  obtained  within  three  months.” 

_  \ 

!!  617-24-BZ. 

APPLICANT — Newman,  Hauser  and  Teitler,  for  Lantic 
Corp.,  owner. 

SUBJECT— Application  for  reopening — extension  of  time 
— re  application  (decision  of  the  superintendent 
of  buildings)  under  section  7c  of  the  building 
zone  resolution,  permitting  the  alteration  and 
conversion  of  occupancy  of  building  used  as  a 
factory,  stable  and  garage,  located  partly  in  a 
business  use  district  and  partly  in  an  unrestricted 
use  district,  to  a  garage  for  the  storage  of  more 
than  five  f5)  motor  vehicles. 

PREMISES  AFFECTED — 41-57  Third  avenue,  southeast 
corner  of  Atlantic  avenue  (Block  No.  186,  Lot 
No.  IV  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  S.  L.  Teitler. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock.  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(617-24-BZ) 


Whereas,  this  application  affecting  premises  41-57  Third 
avenue,  southeast  corner  of  Atlantic  avenue  (Block  No. 
186,  Lot  No.  1),  Borough  of  Brooklyn,  was  granted  by 
the  board  Tuly  1,  1924,  on  certain  conditions,  and  resolu¬ 
tion  amended  May  5.  1925.  Nov.  14,  1933,  Tuly  17.  1934, 
Sept.  23.  1934  and  July  16,  1935,  and  applicant  requests 
an  extension  of  time. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
herebv  amend  resolution  adopted  by  the  board  on  July 
1,  1924,  as  amended,  only  as  to  the  completion  of  work, 
so  that  as  amended  this  portion  of  the  resolution  shall 
read : 

“In  view  of  the  statement  by  the  applicant  that 
all  permits  have  been  obtained  and  that  work  has 
been  partially  completed  and  that  since  the  la«t  action 
by  the  board,  extending  time,  on  July  16.  1935,  fur¬ 
ther  work  has  been  done,  time  is  extended  in  which 
to  complete  the  work  one  year  from  the  date  of  this 
amended  resolution  on  condition  that  in  all  other  re¬ 
spects  the  resolution  adopted  by  the  board  on  July  1, 
1924.  as  amended,  shall  be  complied  with  in  all  re¬ 
spects.” 


MINUTES 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

23 1 -36- A. 

APPLICANT — Leo  Sussman,  for  William  Belson,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 38-48  Livonia  avenue,  south¬ 
west  corner  of  Barret  street  (Block  No.  3581,  Lot 
Nos.  32  and  33),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936, 
at  2  P.M.  for  inspection  by  a  committee  of  the 
board.  No  further  argument. 


291 -36- A. 

APPLICANT— Flatbush  Y.  M.  C.  A,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 112  East  21st  street,  west  side, 
171  ft.  south  of  Caton  avenue  (Block  No.  5081, 
Lot  No.  15),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Harold  C.  Strachan. 

For  Administration :  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936 
at  2  P.M.  for  inspection  by  a  committee  of  the 
board.  No  further  argument. 


251-36- A. 

APPLICANT — Henry  R.  Rittenberg  for  Gainsborough 
Studios  Corp.,  adjoining  owner. 

OWNER  OF  PREMISES:  George  Ehret  Columbus 
Circle  Corporation. 

SUBJECT — Appeal  from  a  decision  of  the  board  of  build¬ 
ings  and  from  a  decision  of  the  commissioner  of 
buildings,  granting  curb  cut  permit. 

PREMISES  AFFECTED— 1796-1808  Broadway,  232-240 
Central  Park  South,  235-241  West  58th  street, 
southeast  corner  Broadway  and  Central  Park 
South  (Block  No.  1030,  Lot  No.  58),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  Henry  R.  Rittenberg. 

For  Opposition:  John  A.  Brough. 

For  Administration :  Assistant  Engineer,  Samuel 
L.  Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  . 0 


THE  RESOLUTION— 

(251-36-A) 

Whereas,  Henry  R.  Rittenberg,  applicant  on  behalf  of 
Gainsborough  Studios  Corp.,  adjoining  owner  filed  on 
August  24,  1936,  an  appeal  from  a  decision  of  the  board 
of  buildings  dated  July  23,  1936  and  a  decision  of  the 
commissioner  of  buildings,  Borough  of  Manhattan,  dated 
July  30.  1936,  affecting  premises  1796-1808  Broadway, 
232-40  Central  Park  South  and  235-241  West  58th  street, 
(Block  No.  1030,  Lot  No.  58),  Borough  of  Manhattan; 
and 

Whereas,  the  decision  of  the  board  of  buildings  dated 
July  23,  1936,  in  acting  on  appeal  No.  335/36  affecting  drop 
curb  application  No.  10/36  reads  as  follows: 


BOARD  OF  BUILDINGS 
APPEAL  FROM  ADMINISTRATIVE  ORDER 

APPELLANT — Scacchetti  &  Siegel,  1860  Broadway, 
New  York  City. 

SUBJECT — Appeal  from  order  and  deci  sion  of  the 
Commissioner  of  Buildings,  Department  of 
Buildings,  Borough  of  Manhattan. 

PREMISES  AFFECTED  —  1796-1808  Broadway  — 
232-40  Central  Park  S.  southeast  corner  235- 
241  West  58th  street,  northeast  corner — Drop 
Curb  Appl.  No.  10-36. 

APPEARANCES— Mr.  Siegel. 

ACTION  OF  THE  BOARD — Appeal  granted. 

THE  VOTE  TO  GRANT— 

Affirmative :  Commissioners  Thatcher,  Kel¬ 
ler,  Reville  and  Mr.  Nolan  represent¬ 


ing  Commissioner  Langworthy  .  .4 

Negative:  Commissioner  Fassler  .  1 

THE  RESOLUTION— 


Whereas,  on  July  21,  1936,  Sacchetti  &  Siegel,  act¬ 
ing  for  the  owner,  tiled  an  appeal  from  the  order  and 
decision  of  the  commissioner  of  buildings,  department 
of  buildings,  Borough  of  Manhattan ;  said  order  reads 
as  follows ; 

“In  accordance  with  a  report  from  the  borough 
president,  your  application  for  a  drop  curb  at  the 
above  premises  has  been  denied,”  and 
Whereas,  Statement  made  by  the  appellant  in  this 
application  reads  as  follows : 

“The  board  of  buildings  under  appeal  No.  264-36 
permitted  the  use  of  a  part  of  these  premises  for  a 
buss  passenger  terminal;  the  objections  1  and  2 
raised  by  the  commissioner  of  buildings  under  al¬ 
teration  No.  1517-36  have  been  complied  with,  so 
that  the  only  pending  objection  to  the  approval  of 
this  alteration  is  objection  No.  3  requiring  the  filing 
of  complete  plans,  which  we  intend  doing  after  the 
disposition  of  this  appeal. 

Since  the  authorized  use  of  the  affected  premises 
is  for  a  bus  passenger  terminal,  curb  cuts  and  drive¬ 
ways  are  required  for  ingress  and  egress  to  this 
use,  otherwise  the  permitted  use  is  worthless. 

The  commissioner  of  buildings  objection  is  predi¬ 
cated  on  a  report  from  the  borough  president. 

We  submit  that  the  commissioner  of  buildings  is 
charged  with  the  issuance  of  permits  for  curb  cuts 
and  driveways  by  section  407  of  the  charter  which 
power  has  been  upheld  by  the  Supreme  Court  S.  P. 
T.  pt.  1  in  a  decision  by  Mr.  Justice  Hofstadter, 
N.  Y.  L.  J.,  Oct.  2,  1935. 

‘Since  the  enactment  of  chapter  764  of  the  Laws 
of  1933  exclusive  jurisdiction  over  curb  cut  per¬ 
mits  is  vested  in  the  commissioner  of  buildings. 
The  borough  president  is  not  a  necessary  party 
and  it  would  serve  no  useful  purpose  to  continue 
the  proceeding  as  against  him  alone.  Motion  is 
accordingly  denied  without  prejudice.  Settle 
order.’  .  .  . 

Since  the  commissioner  of  building  has  the  ex¬ 
clusive  jurisdiction  over  curb  cut  permits,  the  board 
of  buildings  has  the  power  by  virtue  of  the  Charter 
and  by  the  rules  of  proceedure  of  the  board  of 
buildings  adopted  December  5,  1933,  to  entertain 
this  appeal  and  to  grant  a  modification  of  the  order 
involving  the  curb  cuts  as  provided  for  in  article 
1,  section  5  of  the  rules,”  and 

Whereas,  after  discussion  of  the  case  and  examin¬ 
ation  of  plans  and  application  on  file  in  the  depart¬ 
ment  of  buildings,  Borough  of  Manhattan  and  review' 
of  the  action  taken  by  the  board  in  relation  to  Alter¬ 
ation  Application  No.  1517-36,  it  was  the  consensus  of 
the  opinion  of  the  board  that  inasmuch  as  the  first 
action  of  the  board  was  in  relation  to  the  use  of  the 
building  as  a  bus  terminal,  that  the  application  for 
drop  curb  permit  was  appurtenant  to  the  proposed  use 
of  the  building  and  that  to  deny  said  application 
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would  be  to  deny  the  use  granted  by  the  board,  and 

Whereas,  it  was  also  the  consensus  of  the  opinion 
of  the  board  that  a  practical  difficulty  exists,  and  that 
the  spirit  of  the  law  is  upheld,  public  safety  secured 
and  substantial  justice  done, 

Resolved,  that  the  order  and  decision  of  the  com¬ 
missioner  of  buildings,  department  of  buildings,  Bor¬ 
ough  of  Manhattan,  be  and  it  hereby  is  modified  and 
the  appeal  be  and  it  hereby  is  granted  on  condition 
that  the  drop  curbs  be  in  conformity  with  diagrams 
filed  with  Drop  Curb  Application  No.  10-36  on  file 
in  the  department  of  buildings,  Borough  of  Manhat¬ 
tan.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  July  30,  1936,  reads  as  follows: 

“In  reply  to  your  letter  of  July  23,  1936,  I  am  en¬ 
closing  herewith  copy  of  resolution  adopted  by  the 
board  of  buildings  at  its  regular  meeting  on  July  23, 
1936  in  relation  to  premises  1796-1808  Broadway, 
232-40  Central  Park  South,  235-241  West  58th  street. 

In  view  of  this  resolution,  it  becomes  mandatory 
for  me  to  approve  the  application  for  the  drop  curb 

permits.  . 

Trust  you  will  find  this  self-explanatory,  I  remain. 

and 

Whereas,  the  applicant  contends  that  the  board  of 
buildings  has  no  power  to  act  on  a  drop  curb  application; 
that  the  commissioner  of  buildings  was  in  error  in  ap¬ 
proving  a  drop  curb  permit  after  having  previously  denied 
application  for  same;  that  the  action  of  the  board  of 
buildings  in  over  ruling  the  commissioner  of  buildings 
was  not  mandatory  or  binding  on  the  commissioner;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  the  committee  of  the  board,  report  of  which  in¬ 
spection  was  read  at  the  hearing  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE 
Cal.  No.  25 1-36- A. 

Premises:  1796-1808  Broadway,  235-241  West  58th 
street,  232-240  Central  Park  South,  (Block  No.  1030, 
Lot  No.  58),  Borough  of  Manhattan. 

October  10th,  1936. 

The  premises  involved  consist  of  a  two-story  office 
and  showroom  building  erected  prior  to  1916  and 
thereafter  placed  partly  in  a  business  and  partly  in  a 
residence  district.  It  is  proposed  to  make  structural 
changes  and  change  the  use  of  the  easterly  portion, 
largely  in  the  residence  use  district,  to  a  bus  terminal. 
This  proposed  change  was  denied  by  the  commission¬ 
er  of  buildings  but  later  granted  after  the  board  of 
building  commissioners  had,  under  their  calendar  No. 
264-36,  reversed  the  commissioner  of  buildings  who 
accepted  their  recommendation  made  without  notice 
to  adjoining  owners.  This  is  not  the  subject  of  this 
appeal  which  is  from  a  later  decision  of  the  board  of 
buildings  in  reversing  the  denial  by  the  commissioner 
of  buildings  of  permit  for  carriageways  and  curb  cuts. 
The  commissioner  of  buildings  issued  permit  No. 
2727  on  July  31,  1936  for  these  curb  cuts  stating  on 
July  23  that  the  action  taken  by  the  board  of  buildings 
required  him  to  issue  the  necessary  permit  for  the 
drop  curb.  In  another  letter,  the  commissioner  of 
buildings  on  October  6  refused  to  rescind  the  permit 
upon  demand  of  an  objecting  property  owner,  stating 
“my  action  (in  initially  denying  the  curb  cut  permit) 
was  overruled  by  the  board  of  buildings  and  the  per¬ 
mit  was  granted  inasmuch  as  the  board’s 

(board  of  buildings)  decision  was  mandatory  and  1 
have  no  power  to  override  it.” 

The  resolution  of  the  board  of  buildings  points  to 
article  I,  section  5  of  its  rules  of  procedure  as  giving 
them  power  to  vary  a  decision  of  the  commissioner 
of  buildings  as  to  curb  cuts.  It  is  not  its  self-adopted 
rules  of  procedure,  but  the  New  York  Charter  powers 


that  determine  their  power  to  vary.  Its  power  to  vary 
comes  solely  from  section  411  thereof  and  is  limited 
to  questions  of  practical  difficulty  relative  to  mode, 
manner  of  construction  and  materials  to  be  used.  No 
such  question  was  involved  here.  The  Court  has  also 
declared  in  “Scharlin  vs.  Fassler”  that  a  decision  of 
the  commissioner  of  building  as  to  a  curb  cut  is  ap¬ 
pealable  directly  to  the  Board  of  Standards  and  Ap¬ 
peals.  The  commissioner  of  buildings  is  under  no 
obligation  under  the  law  to  accept  a  decision  of  the 
board  of  buildings.  The  law  does  not  state  that  he 
is  bound  by  its  decision,  but  so  states  as  to  a  decision 
by  the  Board  of  Standards  and  Appeals.  The  accept¬ 
ance  by  the  commissioner  of  the  decision  of  the  board 
of  buildings  adopted  over  his  own  negative  vote  as 
a  member  thereof,  is  an  illegal  administrative  act. 

It  is  agreed  by  both  the  owner  and  the  objecting 
property  owners  that  the  board  of  buildings  was 
without  power  to  reverse  the  decision  of  the  commis¬ 
sioner  of  buildings.  That  is  also  the  opinion  of  the 
committee.  The  committee  also  recommends  that  the 
permit  issued  by  the  commissioner  of  buildings  under 
the  mistaken  belief  that  he  was  required  to  carry  out 
the  action  of  the  board  of  buildings  be  set  aside  and 
vacated  inasmuch  as  it  is  clear  that  its  issuance  was 
not  his  voluntary  act  under  powers  given  him  by  Sec¬ 
tion  407  of  the  Charter  as  determined  by  the  Court. 

The  remedy  open  to  the  owner  is  an  appeal  to  the 
Board  of  Standards  and  Appeals  to  review  the  decis¬ 
ion  of  the  commissioner  of  buildings  denying  the 

curb  cuts.  (S.gned)  HARRIS  h.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee 

and 

Whereas,  the  board  considered  only  the  action  of  the 
board  of  buildings  in  reversing  the  decision  of  the  com¬ 
missioner  of  buildings  denying  the  curb  cut  permits  and 
the  action  of  the  commissioner  of  buildings  in  issuing 
curb  cut  permits  under  alleged  instructions  of  the  board 
of  buildings,  and 

Whereas,  in  the  opinion  of  the  board,  the  board  of 
buildings  were  not  empowered  to  pass  upon  the  decision 
of  the  commissioner  of  buildings  in  denying  a  permit  for 
curb  cuts  and  the  commissioner  of  buildings  acted  illeg¬ 
ally  in  complying  with  an  illegal  determination  of  the 
board  of  buildings;  and 

Whereas,  the  commissioner  of  buildings,  who  has  sole 
jurisdiction  under  section  407  of  the  Greater  New  York 
Charter  to  issue  permits  for  curb  cuts,  subject  to  review, 
upon  appeal,  by  the  Board  of  Standards  and  Appeals, 
should  now  determine  whether  or  not  to  reconsider  his 
previous  action  in  denying  the  permit  for  curb  cuts. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings,  dated  July  30,  1936,  be  and  it  is  hereby  reversed 
and  the  appeal  to  set  aside  and  vacate  permit  for  curb 
cuts  be  and  it  hereby  is  granted. 


209-36-A. 

APPLICANT — Edward  Voudy,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 513-517  Ralph  avenue,  east 
side,  25  ft.  south  of  Park  place  (Block  No.  1466, 
Lot  No.  10),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration — Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 
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THE  VOTE  TO  GRANT— 

Affirmative  . ••••••  ® 

Negative:  Chairman  Murdock,  Commission¬ 

ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(209-36- A) 


Whereas,  Edward  Voudy,  applicant  and  lessee,  filed  on 
June  6,  1936,  an  appeal  from  an  order  of  the  commissioner 
if  buildings,  affecting  premises  513-517  Ralph  avenue,  east 
side,  25  ft.  south  of  Park  place  (Block  No.  1466,  Lot  No. 
10),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  June  6,  1936,  reads  as  follows: 

“Please  take  notice  that  letter  permit  No.  161/35 
and  curb  cut  permit  No.  A-26431  are  herewith  revoked 
and  cancelled  and  you  are  ordered  to  discontinue  the 
use  of  premises  for  the  parking  or  Storage  of  cars 
until  a  certificate  of  occupancy  has  been  obtained. 
Please  take  further  notice  that  unless  the  curb  is  re¬ 
stored  within  ten  (10)  days  from  date,  this  depart¬ 
ment  will  proceed  to  obtain  restoration  and  to  charge 
you  therefor  in  accordance  with  the  law,  in  such  cases 
provided.” 

and  . 

Whereas,  the  premises  are  located  in  a  business  use 
district  and  consists  of  a  plot  50  ft.  on  Ralph  avenue  and 
100  ft.  in  depth,  which  it  is  proposed  to  use  for  parking 
for  more  than  five  (5)  motor  vehicles;  and 
Whereas,  the  commissioner  of  buildings  on  June  24, 
1935,  issued  letter  permit  No.  161  for  day  parking  from 
8:00  a.m.  to  1:00  a.m.  for  more  than  five  (5)  motor  vehi¬ 
cles  and  night  parking  for  five  (5)  motor  vehicles  only 
on  the  premises  in  question.  This  permit  was  issued  to 
Michael  Berlin,  the  then  lessee;  and 
Whereas,  on  application  by  M.  Berlin,  the  then  lessee, 
made  July  15,  1935,  curb  cut  permit  A-26431  was  issued 
permitting  the  cutting  of  a  10  ft.  curb  in  front  of  the 
premises  in  question ;  and 

Whereas,  on  said  application  for  curb  cut  permit  the 
notation  appears  “Building  Letter  161”,  which  notation 
obviously  refers  to  the  issuance  of  letter  permit  No.  161 
of  the  building  department;  and 
Whereas,  report  of  Inspector  Hubbell  endorsed  on  the 
back  of  said  application  for  curb  cut  permit  reads  in  part 
as  follows  “Letter  Permit  161-35  has  been  issued  by  De¬ 
partment  of  Buildings  to  permit  parking  of  cars” ;  and 
Whereas,  on  complaint  of  the  Congregation  “Men  of 
Justice,”  a  synagogue,  located  at  1676  Park  place,  a  hear¬ 
ing  was  had  before  the  secretary  to  the  commissioner  of 
buildings  to  determine  whether  letter  permit  No.  161-35 
and  curb  cut  permit  A-26431  should  be  revoked ;  and  at 
said  hearing  facts  were  adduced  which  indicated  to  the 
secretary  to  the  commissioner  of  buildings  that  the  prem¬ 
ises  were  being  occupied  in  violation  of  the  permits  issued 
and  in  violation  of  the  zoning  law,  in  that  more  than  five 
cars  were  being  parked  thereon  overnight  and  stored 
thereon  and  that  the  use  was  the  cause  of  obnoxious  noise, 
odors  and  gases,  which  was  the  source  of  a  great  annoy¬ 
ance  to  the  adjoining  owners  and  particularly  to  the  syn¬ 
agogue  ;  and 

Whereas,  after  the  conclusion  of  the  hearing  and  upon 
receipt  of  recommendation  of  his  secretary,  the  commis¬ 
sioner  of  buildings  issued  the  order  dated  June  6,  1936, 
revoking  letter  permit  No.  161-35  and  curb  cut  permit 
A-26431,  which  order  is  herein  appealed  from;  and 
Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  report  of  which  inspection  was 
made  verbally  by  the  chairman  in  behalf  of  the  commit¬ 
tee,  indicating  an  illegal  occupancy ;  and 
Whereas,  the  board  deems  the  remedy  is  open  for  an 
append  to  this  board  for  a  zoning  variance  under  section 
7,  subdivision  H  of  the  building  zone  resolution. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


2 18-36- A.  ‘ 

APPLICANT — Charles  Schneiweiss,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED  —  979-989  Clarkson  avenue, 
northeast  corner  of  Remsen  avenue  (Block  No. 
4626,  part  of  Lot  No.  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Milton  Fuchs. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration — Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(218-36-A) 

Whereas,  Charles  Schneiweiss,  applicant  and  lessee, 
filed  on  July  9,  1936  an  appeal  from  an  order  of  the 
commissioner  of  buildings,  affecting  premises  979-989 
Clarkson  avenue,  northeast  corner  of  Remsen  avenue 
(Block  No.  4626,  Lot  No.  37),  Borough  of  Brooklyn; 
and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
Borough  of  Brooklyn,  dated  June  11,  1936,  reads  as  fol¬ 
lows  : 

“Please  take  notice  that  letter  permit  No.  104/35 
and  curb  cut  permit  No.  A-25866  are  herewith  revoked 
and  canceled  and  you  are  ordered  to  discontinue  the 
use  of  the  premises  for  the  parking  or  storage  of 
cars  until  a  certificate  of  occupancy  has  been  ob¬ 
tained.  Please  take  further  notice  that  unless  the  curb 
is  restored  within  ten  (10)  days  from  date,  this  de¬ 
partment  will  proceed  to  obtain  restoration  and  to 
charge  you  therefor  in  accordance  with  the  law  in 
such  cases  provided.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  lo¬ 
cated  on  the  northeast  corner  of  Clarkson  and  Remsen 
avenues,  running  150  ft.  on  Remsen  avenue  and  100  ft.  on 
Clarkson  avenue,  occupied  for  open  air  parking  and  stor¬ 
age  of  more  than  five  motor  vehicles;  and 

Whereas,  letter  permit  No.  104-35  was  issued  permitting 
day  parking  from  8  a.m.  to  1  a.m.  for  more  than  five 
motor  vehicles  and  night  parking  for  five  motor  vehicles 
only  in  the  business  use  district ;  and 
Whereas,  the  curb  cut  permit  No.  A-25866  was  issued 
on  May  18,  1935,  permitting  the  lowering  of  one  10  ft. 
curb  and  the  construction  of  the  driveway ;  and 

Whereas,  complaint  was  made  to  the  commissioner  of 
buildings  that  the  applicant  was  violating  the  terms  and 
contents  of  the  letter  permit  and  the  curb  cut  permit  and 
the  provisions  of  the  building  zone  resolution ;  and 
Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  is  without  jurisdiction  to  revoke  letter  per¬ 
mits  or  curb  cut  permits;  that  in  the. application  for  curb 
cut  permit  no  statement  was  made  as  to  the  number  of 
cars  that  were  to  be  parked  on  the  lot  in  question;  that 
the  business  of  the  applicant  as  requested  is  recognized 
in  the  case  of  Monument  Garage  vs.  Levy,  266  N.  Y.  page 
39;  that  section  184  of  the  code  of  ordinances  covers  the 
revocation  of  the  curb  cut  permits;  and 
Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  report  of  which  inspection  was 
made  verbally  by  the  chairman  in  behalf  of  the  committee, 
indicating  an  illegal  occupancy;  and 

Whereas,  the  board  deemed  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section  7, 
subdivision  H  of  the  building  zone  resolution. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 
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267-36-A. 

APPLICANT — Jack  Lublinsky,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED  —  646-720  Van  Siclen  avenue, 
northwest  corner  of  Hegeman  avenue  (Block  No. 
4304,  Lot  No.  12),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration:  Paul  Friedman,  Secretary, 


Department  of  Buildings. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Absent  .  0 

THE  RESOLUTION— 

(267-36-A) 


^  Whereas,  Jack  Lublinsky,  applicant  and  lessee,  filed  on 
September  11,  1936,  an  appeal  from  a  decision  of  the  com¬ 
missioner  of  buildings,  dated  August  12,  1936,  affecting 
premises  646-720  Van  Siclen  avenue,  northwest  corner  of 
Hegeman  avenue  (Block  No.  4304,  Lot  No.  12),  Bor¬ 
ough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  August  12,  1936,  reads  as  follows : 

“Please  take  notice  that  letter  permit  No.  114/35 
and  curb  cut  permit  No.  A-26028  are  hereby  cancelled 
and  revoked,  effective  at  once  and  you  are  directed 
to  discontinue  present  use  of  premises  until  a  cer¬ 
tificate  of  occupancy  therefor  has  been  obtained. 

Please  take  further  notice  that  you  are  required  to 
restore  the  curb  within  ten  (10)  days  from  date  and, 
if  this  order  is  not  complied  with,  the  department  will 
proceed  to  have  the  curb  restored  and  will  charge  you 
therefor  in  accordance  with  the  law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  front¬ 
ing  640  ft.  on  Van  Siclen  avenue  with  a  depth  of  60  ft., 
which  has  been  used  since  May  11,  1935  for  open  air 
parking  for  more  than  five  motor  vehicles;  and 

Whereas,  letter  permit  No.  114/35  was  issued  on  May 
20,  1935  for  day  parking  from  8  a.m.  to  1  a.m.,  for  more 
than  five  motor  vehicles  and  night  parking  for  five  motor 
vehicles  only  in  a  business  use  district ;  and 

Whereas,  letter  permit  No.  A-26028  was  issued  June 
4,  1935  for  permission  to  lower  one  15  ft.  curET  and  con¬ 
struct  driveway;  and 

Whereas,  on  the  application  for  said  curb  cut  permit 
there  is  a  notation  that  letter  permit  No.  114  had  been 
issued  by  the  department  of  buildings  for  parking ’cars ; 
and 

Whereas,  upon  complaint  received,  the  commissioner 
of  buildings  conducted  a  hearing  by  his  secretary,  who 
recommended  the  revocation  of  the  letter  permit  and  curb 
cut  permit  on  the  grounds  that  premises  were  being  used 
in  violation  of  the  building  zone  resolution,  in  that  more 
than  five  cars  were  stored  thereon  and  in  that  the  use 
was  offensive  by  reason  of  noise  and  in  that  premises 
were  being  occupied  without  a  certificate  of  occupancy; 
and 

Whereas,  applicant  contends  that  the  commissioner  of 
buildings  has  no  jurisdiction  to  revoke  curb  cut  permits; 
that  the  commissioner  of  buildings  has  no  jurisdiction  to 
revoke  letter  permits;  that  the  letter  permit  is  a  certifi¬ 
cate  of  occupancy  and  may  only  be  revoked  by  the  Board 
of  Standards  and  Appeals;  that  in  the  application  for 
curb  cut  permit  no  statement  was  made  as  to  how  many 
cars  were  to  be  parked  on  the  lot  in  question;  that  under 
the  case  of  Monument  Garage  vs.  Levy  the  conduct  of 
the  applicant’s  business  was  legal ;  that  this  point  is  rec¬ 
ognized  by  the  board  of  estimate  in  its  resolution  dated 
Tune  28,  1935;  that  the  order  of  the  commissioner  of  build¬ 
ings  was  not  served  personally  as  required  by  section  407 


of  the  Greater  New  York  Charter  but  was  served  by  mail 
and  is,  therefore,  null  and  void ;  and 

Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  report  of  which  inspection  was 
made  verbally  by  the  chairman  in  behalf  of  the  committee, 
indicating  an  illegal  occupancy;  and 
Where \s,  the  board  deemed  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section  7, 
subdivision  H  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


268-36- A. 

APPLICANT — Gasper  Bianco,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED  —  601-11  Sheffield  avenue, 
northeast  corner  of  Livonia  avenue  (Block  No. 
3805,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration — Paul  Friedman,  Secretary, 
Department  of  Buildings. 


ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(268-36- A) 


Whereas,  Gasper  Bianco,  applicant  and  lessee,  in  behalf 
of  Monahan  Realty  Co.,  owner,  filed  September  11,  1936, 
an  appeal  from  a  decision  of  the  commissioner  of  build¬ 
ings  affecting  premises  601-11  Sheffield  avenue,  northeast 
corner  of  Livonia  avenue  (Block  No.  3805,  Lot  No.  1), 
Borough  of  Brooklyn ;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  August  14,  1936,  reads:  (Letter  permit  No. 
132/35 ;  curb  cut  permit  No.  A-20625) 

“Please  take  notice  that  letter  permit  No.  132/35 
and  curb  cut  permit  No.  A-26025  are  hereby  cancelled 
and  revoked,  effective  at  once,  and  you  are  directed 
to  discontinue  present  use  of  premises  until  a  cer¬ 
tificate  of  occupancy  therefor  has  been  obtained. 

Please  take  further  notice  that  you  are  required 
to  restore  the  curb  within  ten  (10)  days  from  date 
and,  if  this  order  is  not  complied  with,  this  depart¬ 
ment  will  proceed  to  have  the  curb  restored  and  will 
charge  you  therefor  in  accordance  with  the  law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  on 
the  northeast  corner  of  Sheffield  avenue  and  Livonia  ave¬ 
nue,  97  ft.  6  in.  by  100  ft.  in  area,  upon  which  is  conducted 
an  open-air  parking  space  for  more  than  five  motor  vehi¬ 
cles  ;  and 

Whereas,  letter  permit  No.  132-35  was  issued  for  day 
parking  from  8  a.m.  to  1  a.m.  for  more  than  five  motor 
vehicles  and  night  parking  for  five  motor  vehicles  only, 
in  a  business  use  district;  and 

Whereas,  curb  cut  permit  No.  A-26025  was  issued  for 
the  purpose  of  lowering  one  10  ft.  curb,  constructing  drive¬ 
way  on  the  north  side  of  Livonia  avenue  15  ft.  east  of 
Sheffield  avenue ;  and 

Whereas,  on  the  application  for  said  curb  cut  there  ap¬ 
pears  a  notation  that  building  department  permit  No.  132 
had  been  issued  and  that  the  plot  was  to  be  used  for  the 
parking  of  cars;  and 

Whereas,  the  commissioner  of  buildings,  on  recom¬ 
mendation  made  by  his  secretary  after  hearing  at  which 
the  operator  of  the  parking  space  admitted  that  more  than 
five  cars  were  being  kept  on  the  premises  over  night,  is¬ 
sued  the  order  appealed  from;  and 
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Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  the  curb  cut 
permits;  that  the  commissioner  of  buildings  has  no  juris¬ 
diction  to  revoke  letter  permits;  that  the  letter  permit  is 
a  certificate  of  occupancy  and  can  be  revoked  only  by  he 
Board  of  Standards  and  Appeals;  that  in  the  application 
for  curb  cut  permit  no  statement  was  made  as  to  how 
many  cars  will  be  parked  upon  the  plot  in  question ;  that 
under  the  decision  in  the  matter  of  Monument  Garage  vs. 
Levy,  the  business  of  the  applicant  is  legal ;  that  this  point 
was  recognized  by  the  board  of  estimate  and  apportion¬ 
ment  in  its  resoluton  of  June  28,  1935;  that  the  order  of 
the  commissioner  of  buildings  was  not  served  personally, 
as  required  by  section  407  of  the  Charter  but  was  served 
by  mail  and  therefore  is  null  and  void ;  and 

Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  report  of  which  inspection  was 
made  verbally  by  the  chairman  in  behalf  of  the  committee, 
indicating  an  illegal  occupancy;  and 

•  Whereas,  the  board  deemed  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section  7, 
subdivision  H  of  the  building  zone  resolution. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


269-36-A. 

APPLICANT — Harry  Cowen,  lessee. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 53-59  Chester  street,  east  side, 
120  ft.  north  of  Pitkin  avenue  (Block  No.  3499,  Lot 
Nos.  8,  10  and  12),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration:  Paul  Friedman,  Secretary, 


Department  of  Buildings. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(269-36-A) 


Whereas,  Harry  Cowen,  lessee,  filed  September  11, 
1936,  an  appeal  from  decisions  of  the  commissioner  of 
buildings,  affecting  premises  53-59  Chester  street,  east  side, 
120  ft.  north  of  Pitkin  avenue  (Block  No.  3499,  Lot  Nos. 
8,  10  &  12),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings  dated  August  14,  1936,  reads  as  follows : 

“Please  take  notice  that  curb  cut  permit  No.  20126 
is  hereby  canceled  and  revoked,  effective  at  once,  and 
you  are  directed  to  discontinue  present  use  of  prem¬ 
ises  until  a  certificate  of  occupancy  therefor  has  been 
obtained. 

Please  take  further  notice  that  you  are  required  to 
restore  the  curb  within  ten  (10)  days  from  date  and, 
if  this  order  is  not  complied  with,  this  department 
will  proceed  to  have  the  curb  restored  and  will  charge 
you  therefor  in  accordance  with  the  law.” 
and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  August  19,  1936,  reads  as  follows :  Re  letter 
permit  No.  106/32 — 

“Please  take  notice  that  letter  permit  No.  106/32 
is  hereby  canceled  and  revoked  effective  at  once,  and 
you  are  directed  to  discontinue  the  present  use  of 
the  premises  until  a  certificate  of  occupancy  therefor 
has  been  obtained.” 
and 

Whereas,  letter  permit  No.  106/32  was  issued  on  June 


13,  1932  for  permission  to  use  the  plot  as  a  space  for 
day  parking;  and 

Whereas,  the  premises  consist  of  a  plot  of  ground  125 
by  100  ft.  in  area  located  in  a  business  use  district  which 
has  been  used  since  June  13,  1932  for  open  air  parking  of 
more  than  five  motor  vehicles ;  and 

Whereas,  curb  cut  permit  No.  A-20126  was  issued  on 
April  19,  1933  for  permission  to  cross  walk  with  pleasure 
car;  and 

Whereas,  in  the  application  for  curb  cut  permit  there 
is  no  notation  as  to  the  use  of  the  plot  and  purpose  of 
the  application  is  stated  as  “crossing  of  sidewalk  with 
pleasure  car/;  and 

Whereas,  a  public  hearing  was  held  by  the  secretary 
to  the  commissioner  of  buildings,  Brooklyn,  on  the  com¬ 
plaint  that  the  premises  were  being  operated  in  violation 
of  the  building  zone  resolution  and  contrary  to  the  terms 
of  the  curb  cut  permit;  and 

Whereas,  at  the  conclusion  of  said  hearing,  secretary 
to  the  commissioner  of  buildings  recommended  revocation 
of  curb  cut  permit  herein;  and 

Whereas,  applicant  contends  that  the  commissioner  of 
buildings  has  no  jurisdiction  to  revoke  curb  cut  permits 
and  the  commissioner  of  buildings  has  no  jurisdiction  to 
revoke  letter  permits;  that  the  letter  permit  is  a  certifi¬ 
cate  of  occupancy  and  it  may  only  be  revoked  by  the 
Board  of  Standards  and  Appeals;  that  in  application  for 
curb  cut  permit  no  statement  was  made  as  to  how  many 
cars  were  to  be  parked  upon  the  lot  in  question ;  in  the 
case  of  Monument  Garage  vs.  Levy,  the  conduct  of  the 
applicant’s  business  is  legal ;  this  point  was  recognized  by 
the  board  of  estimate  and  apportionment  in  its  resolution 
dated  June  28,  1935;  that  the  orders  of  the  commissioner 
of  buildings  herein  were  not  served  as  required  by  sec¬ 
tion  407  of  the  Charter  and  therefore  are  null  and  void; 
and 

Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  report  of  which  inspection  was 
made  verbally  by  the  chairman  in  behalf  of  the  committee, 
indicating  an  illegal  occupancy;  and 

Whereas,  the  board  deemed  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section  7, 
subdivision  H  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


270-36-A. 

APPLICANT — Samuel  Karpoff,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 934-942  Halsey  street,  south 
side,  189  ft.  east  of  Saratoga  avenue  (Block  No. 
1495,  Lot  No.  16),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration:  Paul  Friedman,  Secretary, 


Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(270-36-A) 


Whereas,  Samuel  Karpoff,  lessee,  filed  on  September  II, 
1936,  an  appeal  from  a  decision  of  the  commissioner 
of  buildings  affecting  premises  934-942  Halsey  street, 
south  side.  189  ft.  east  of  Saratoga  avenue,  (Block  No. 
1495,  Lot  No.  16),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings  dated  August  14,  1936,  reads  as  follows :  Letter  Per- 
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mit  No.  185-34 — 

“.Please  take  notice  that  letter  permit  No.  185-34  is 
hereby  cancelled  and  revoked,  ettective  at  once  and 
you  are  directed  to  discontinue  present  use  ot  prem¬ 
ises  until  a  certificate  ot  occupancy  theretor  has  been 
obtained.” 

and 

Whereas,  the  premises  consist  of  a  plot  137  ft.  by  83.4 
ft.  in  area  located  in  a  business  use  district  and  occupied 
since  May  17,  1934  for  open  air  parking  of  more  than 
5  motor  vehicles;  and 

Whereas,  letter  permit  No.  185-34  was  issued  for  day 
parking  from  8  A.M.  to  1  A.M.  for  more  than  5  motor 
vehicles,  and 

Whereas,  curb  cut  permit  No.  A-29996  was  issued  for 
the  purpose  of  lowering  one  10  ft.  curb  in  front  of 
premises  930  Halsey  street;  and 

Whereas,  on  the  application  for  said  curb  cut  permit 
there  is  a  notation  that  premises  were  being  used  as  a 
parking  space  under  building  department  letter  permit 
N  o.  183 ;  and 

Whereas,  the  commissioner  of  buildings  in  acting  on 
the  recommendation  of  his  secretary  made  after  public 
hearing  issued  the  order  herein  appealed  from;  and 

Whereas,  said  recommendation  of  the  secretary  to  the 
commissioner  of  buildings  reads  in  part  as  follows : 

“It  appears  that  no  certificate  of  occupancy  was  ever 
issued  and  that  more  than  5  cars  are  being  parked  and 
stored  in  violation  of  article  2,  section  4a,  subdivision 
15  of  the  building  zone  resolution.  In  view  of  the 
foregoing,  I  respectfully  recommend  cancellation  of 
the  letter  permit  and  curb  cut  permit  on  authority  of 
decisions  in  similar  cases  decided  by  the  Board  of 
Standards  and  Appeals  and  sustained  by  the  Supreme 
Court.” 

and 

Whereas,  there  is  no  record  of  the  revocation  of  the 
curb  cut  permit  referred  to  in  this  recommendation ;  and 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  authority  to  revoke  curb  cut  permits 
and  that  tne  commissioner  of  buildings  has  no  authority 
to  revoke  other  permits;  that  the  letter  permit  is  a  certi¬ 
ficate  of  occupancy  and  can  only  be  revoked  by  the  Board 
of  Standards  and  Appeals;  that  in  the  application  for  curb 
cut  permit  no  statement  was  made  as  to  how  many  cars 
were  to  be  parked  in  the  lot  in  question ;  that  in  the  case 
of  Monument  Garage  vs.  Levy,  the  conduct  of  the  appli¬ 
cant  s  business  is  legal ;  this  point  was  recognized  by  the 
Board  of  Estimate  and  Apportionment  in  its  resolution 
dated  June  28,  1935,  and  that  the  order  of  the  commis¬ 
sioner  of  buildings  was  not  served  personally  as  required 
by  section  407  of  the  Charter  and  therefore  is  null  and 
void ;  and 

Whereas,  an  inspection  was  made  by  a  committee  of 
the  board,  report  of  which  inspection  was  made  verbally 
by  the  chairman  in  behalf  of  the  committee,  indicating  an 
illegal  occupancy;  and 

Whereas,  the  board -deems  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section 
7,  subdivision  H  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed,  and  that  the  appeal 
be  and  it  hereby  is  denied. 


132-36- A. 

APPLICANT — Jack  Wien,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1064-1080  East  New  York 
avenue,  southeast  corner  of  East  95th  street 
(Block  No.  4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 


For  Administration :  Paul  Friedman,  Secretary, 


Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blume  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(132-36- A) 


Whereas,  Jack  Wien,  applicant  and  lessee,  filed  May 
11,  1936,  an  appeal  from  the  decision  of  the  commissioner 
of  buildings,  affecting  premises  1064-1080  East  New  York 
avenue,  southeast  corner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  April  13,  1936,  reads  as  follows: 

“Please  take  notice  that  the  above  mentioned  letter 
permit  and  curb  cut  permit  are  hereby  cancelled  and 
revoked,  effective  at  once  and  you  are  directed  to 
discontinue  the  present  use  of  premises  forthwith. 
You  are  hereby  ordered  to  restore  the  curb  within 
ten  days  from  date.  If  this  order  is  not  complied 
with  in  ten  days,  this  department  will  proceed  to  have 
the  curb  restored  promptly.” 

and 

Whereas,  the  premises  consist  of  a  plot  162  ft.  9  in.  on 
East  New  York  avenue  and  112  ft.  on  East  95th  street, 
located  partly  in  a  business  use  district  and  partly  in  a 
residential  use  district,  which  it  is  proposed  to  occupy 
as  a  parking  lot  for  more  than  five  (5)  cars;  and 

Whereas,  letter  permit  No.  257-1934  was  issued  by  the 
commissioner  of  buildings  on  July  31,  1934,  for  day  park¬ 
ing  from  8:00  a.m.  to  1:00  a.m.  for  more  than  five  (5) 
motor  vehicles ;  and 

Whereas,  curb  cut  permit  No.  A-23789  was  issued  on 
August  13,  1934,  permitting  the  lowering  of  two  (2)  10 
ft.  curbs  and  the  construction  of  driveways;  and 

Whereas,  on  the  application  made  for  said  curb  cut 
permit  No.  A-23789,  no  use  was  specified  for  the  premises 
in  question,  but  the  endorsement  of  the  acting  chief  engi¬ 
neer  of  the  bureau  of  highways  on  said  application  reads: 
(in  part) 

“Building  Department  has  issued  letter  permit  No.  257- 
1934  to  occupy  plot  for  parking  cars”; 

and 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  curb  cut  per¬ 
mits  or  letter  permits;  that  in  the  application  for  the  curb 
cut  permit,  no  statement  was  made  as  to  how  many  cars 
were  to  be  parked  on  the  lot  in  question  and  the  conduct 
of  the  applicant’s  business  is  legal  under  authority  of 
the  Monument  decision ;  that  this  point  was  recognized 
by  the  board  of  estimate  and  apportionment  on  June  28, 
1935;  section  184  of  the  code  of  ordinances  governs  the 
revocation  of  permits  for  curb  cuts;  and 

Whereas,  an  inspection  was  made  by  a  committee  of 
the  board,  report  of  which  inspection  was  made  verbally 
by  the  chairman  in  behalf  of  the  committee,  indicating  an 
illegal  occupancy;  and 

Whereas,  the  board  deemed  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section 
7,  subdivision  H  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 

163-36-A. 

APPLICANT — George  Jamison,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1015-1021  East  New  York 
avenue,  northwest  corner  of  Rochester  avenue 
(Block  No.  1420,  Lot  No.  41),  Borough  of  Brook¬ 
lyn. 
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appearances —  , , 

For  Applicant:  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration:  Paul  Friedman,  Secretary, 
Department  of  Buildings. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . . u 

Negative:  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  t 


Absent 


0 


THE  RESOLUTION— 

(163-36- A) 

Whereas,  George  Jamison,  applicant  and  lessee,  filed  on 
Tune  2,  1936,  an  appeal  from  a  decision  of  the  commis¬ 
sioner  of  buildings  affecting  premises  1015-1021  East  New 
York  avenue,  northwest  corner  of  Rochester  avenue  (Block 
No  1420,  Lot  No.  41),  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings  dated  December  3,  1935,  reads  as  follows: 

“Please  take  notice  that  letter  permit  No.  262-34  and 
curb  cut  permit  No.  A-24168  and  No.  B-223348  are 
hereby  canceled  and  revoked  effective  at  once,  and  you 
are  directed  to  discontinue  the  present  use  of  the 

premises.  ,  ,  .  ,  . 

You  are  hereby  ordered  to  restore  the  curb  within 

ten  (10)  days  from  date. 

If  this  order  is  not  complied  with  in  ten  days  this 
department  will  proceed  to  have  the  curb  restored 
promptly.” 

and 

Whereas,  on  June  2,  1936,  this  application  was  accepted 
by  the  board  and  the  rules  of  proceedure  waived  in  rela¬ 
tion  to  the  elapsed  time  between  the  date  of  the  order 
appealed  from  and  the  date  of  filing  of  appeal;  and 
Whereas,  the  premises  consist  of  a  plot  fronting  ol 
feet  on  East  New  York  avenue  and  82  feet  2 y2  inches 
on  Rochester  avenue,  upon  which  is  conducted  a  parking 
lot  for  more  than  5  motor  vehicles;  and 
Whereas,  letter  permit  No.  A-262  was  issued  August 
2,  1934,  for  day  parking,  8  A.M.  to  1  A.M.  for  more  than 
5’  motor  vehicles  in  a  business  use  district ;  and 
Whereas,  curb  cut  permit  No.  A-24168  was  issued  tor 
permission  to  cut  curb  in  front  of  premises ,  and 
Whereas,  upon  complaint  received,  a  hearing  was  held 
by  the  secretary  to  the  commissioner  of  buildings  on  Sep¬ 
tember  5,  1935,  upon  the  question  of  revocation  of  the  let¬ 
ter  permit  and  curb  cut  permit,  and  as  a  result  of  said 
hearing  a  recommendation  was  made  to  the  commissioner 
of  buildings  that  the  curb  cut  permit  and  letter  permit  be 
revoked  on  the  ground  that  the  premises  were  being  oc¬ 
cupied  for  the  storage  of  more  than  5  motor  vehicles  in 
a  business  district  in  violation  of  section  4  of  the  build¬ 
ing  zone  resolution ;  and  .  . 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  is  without  power  to  revoke  curb  cut  pomits 
and  letter  permits ;  that  in  application  for  a  curb  cut  per¬ 
mit  no  statement  was  made  as  to  how  many  cars  were  to 
be  parked  upon  the  premises;  that  in  the  case  of  Monu¬ 
ment  vs.  Levy,  the  conduct  of  the  business  of  the  appli¬ 
cant  was  recognized  as  legal ;  and 

Whereas,  an  inspection  was  made  by  a  committee  ot 
the  board,  report  of  which  inspection  was  made  verbally 
by  the  chairman  in  behalf  of  the  committee,  indicating  an 
illegal  occupancy;  and 

Whereas,  the  board  deems  the  remedy  is  open  tor  an 
appeal  to  this  board  for  a  zoning  variance  under  section 
7,  subdivision  H  of  the  building  zone  resolution.  . 

’  Resolved,  that  the  decision  of  the  commissioner  ot 
buildings  be  and  it  hereby  is  affirmed,  and  that  the  appeal 
be  and  it  hereby  is  denied. 


164-36-A. 

APPLICANT— Harry  Tint,  lessee. 


SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 4202-4230  New  Utrecht  ave¬ 
nue,  entire  block,  10th  avenue  to  New  Utrecht 
avenue,  between  42nd  and  43rd  streets  (Block  No. 
5596,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration :  Paul  Friedman,  Secretary, 


Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ^ 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  9 

THE  RESOLUTION— 

(164-36-A) 


Whereas,  Harry  Tint,  applicant  and  lessee,  filed  on 
June  2,  1936,  an  appeal  from  the  decision  of  the  com¬ 
missioner  of  buildings,  affecting  premises  4202-4230  New 
Utrecht  avenue,  west  side,  between  42nd  and  43rd  streets 
(Block  No.  5596,  Lot  No.  1),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  December  3,  1935,  reads  as  follows : 

“Please  take  notice  that  letter  permit  No.  357/34 
and  curb  cut  permit  No.  A-24555  and  No.  B-224303 
are  hereby  revoked  and  canceled  effective  at  once, 
and  you  are  directed  to  discontinue  the  present  use 
of  the  premises. 

You  are  hereby  ordered  to  restore  the  curb  within 
ten  (10)  days  from  date. 

If  this  order  is  not  complied  with  in  ten  (10)  days, 
this  department  will  proceed  to  have  the  curb  restored 
promptly.” 

and 

Whereas,  the  premises  consist  of  an  entire  square  block 
upon  which  there  is  conducted  a  parking  lot  for  more 
than  five  motor  vehicles;  and 

Whereas,  letter  permit  357-1934  was  issued  for  day 
parking  from  8  a.m.  to  1  a.m.  for  more  than  five  motor 
vehicles  and  night  parking  for  five  motor  vehicles  only ; 
and 

Whereas,  letter  permit  No.  A-24555  was  issued  for  each 
curb  cut  in  front  of  these  premises ;  and 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  letter  permits 
or  curb  cut  permits ;  that  in  the  application  for  curb  cut 
permit  no  statement  was  made  as  to  how  many  cars  were 
to  be  parked  upon  the  lot  in  question ;  that  under  the 
Monument  decision,  the  conduct  of  the  business  of  the 
applicant  is  legal ;  that  this  point  was  recognized  by  the 
board  of  estimate  on  June  28,  1925  and  that  section  184 
of  the  code  of  ordinances  governs  the  revocation  of  curb 
cut  permits ;  and 

Whereas,  an  inspection  was  made  by  a  committee  of 
the  board,  report  of  which  inspection  was  made  verbally 
by  the'  chairman  in  behalf  of  the  committee,  indicating  an 
illegal  occupancy;  and 

Whereas,  the  board  deemed  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section 
7,  subdivision  H  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


VARIATIONS  OF  LABOR  LAW 

190-36-S. 

APPLICANT — Kings  Hamburger,  Inc.,  lessee. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 

PREMISES  AFFECTED — 683  Third  avenue,  east  side, 
20.5  ft.  north  of  East  43rd  street  (Block  No.  1317, 
Lot  No.  2),  Borough  of  Manhattan. 
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APPEARANCES— 

For  Applicant :  Irving  Rodin. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936 
at  2  P.M.  awaiting  letter  from  commissioner  of 
buildings. 


16-35-S. 

APPLICANT — William  Bernstein,  for  Monroe  Marko¬ 
witz,  owner. 

SUBJECT — Application  for  reopening — restoration  to  the 
Calendar,  having  been  previously  dismissed  for 
lack  of  prosecution — re  variation  of  the  labor  law 
as  cited  in  decision  of  the  commissioner  of  build¬ 
ings. 

PREMISES  AFFECTED — 220-222  Vernon  avenue,  south 
side,  85  ft.  east  of  Throop  avenue*  (Block  No. 
1761,  Lot  Nos.  4  and  6),  Borough  of  Brooklyn. 

APPEARAN  CES — 

For  Applicant :  William  Bernstein. 

ACTION  OF  BOARD — Reopened,  subject  to  usual  pro¬ 
cedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . 4 

Negative  .  0 

Absent  .  0 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
10-36-SA. 

APPLICANT — Fee  &  Mason  Mfg.  Co.,  Inc.,  owner. 
SUBJECT — Fee  &  Mason  Fill  Pipe  Terminal  for  Fuel  Oil 
— approval  of. 

APPEARANCES— 

For  Applicant :  T.  W.  Mason. 

ACTION  OF  BOARD — Laid  over  to  October. 27,  1936,  at 
2  P.M.  on  request  of  engineer  of  board. 


447-32-SA. 

APPLICANT — Modern  Utilities  Eng.  Co.,  for  Ballard 
Oil  Burner  Division,  Gilbert  &  Barker  Mfg.  Co., 
owner. 

SUBJECT — Application  for  reopening — amendment  to  in¬ 
clude  Models  BA-1,  2,  3  and  4 — re  Ballard  Baby 
Grand  Oil  Burner. 

APPEARANCES— 

For  Applicant:  Joseph  A.  Ross. 

ACTION  OF  BOARD — Application  reopened  and  re¬ 
ferred  to  the  engineer  of  the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


197-33-SA. 

APPLICANT — Alfred  W.  Doval,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Magna  Oil  Burner,  also  known  as  National  Bar¬ 
ley  Rotary  Oil  Burner  and  National  Clark  Rotary 
Oil  Burner. 

APPEARANCES— 

For  Applicant:  Aubrey  Bain. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(197-33-SA) 

Whereas,  Magna  Oil  Burner  Corp.,  owner,  filed,  May 
29,  1933,  an  application  with  the  Board  of  Standards  and 
Appeals  for  approval  of  their  device  known  as  the  Magna 
Fuel  Oil  Burner;  and 

Whereas,  this  device  was  submitted  to  the  fire  depart¬ 
ment  for  test  and  report,  and  a  report  of  the  bureau  of 
combustibles,  fire  department  and  the  engineer  of  the 
board  dated  July  13,  1933,  recommended  the  approval  of 
this  device;  and 

Whereas,  the  device  was  approved  by  the  board  July 
18,  1933,  the  following  resolution  having  been  adopted : 

“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  approve  the  device  known  as  the 
Magna  Fuel  Oil  Burner  for  use  in  domestic,  com¬ 
mercial  and  industrial  installations  when  installed  in 
accordance  with  the  fuel  oil  rules  of  the  Board  of 
Standards  and  Appeals  and  the  report  of  the  bureau 
of  combustibles,  fire  department,  and  the  engineer  of 
the  board.”  ; 
and 

Whereas,  present  owner  requested  a  change  of  name 
of  the  burner;  and 

Whereas,  this  request  was  granted  by  the  board  June 
18,  1935  and  owner  now  requests  approval  of  the  device 
for  automatic  operation  with  No.  6  fuel  oil;  and 

Whereas,  this  request  was  submitted  to  the  engineer 
of  the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

The  burner  as  installed  here  is  fully  automatic.  It 
is  a  horizontal  rotary  mechanical  draft  type,  for  in¬ 
stallation  in  steam  or  hot  water  boilers,  hot  air  fur¬ 
naces,  ovens  or  kilns.  It  is  of  the  centrifugal  atomiz¬ 
ing  type  and  operates  with  suction  feed  from  oil  stor¬ 
age  tank  or  may  be  operated  in  gravity  feed  systems 
from  an  approved  type  pump  set. 

The  parts  consist  of  a  revolving  brass  cup  which 
atomizes  the  oil  and  revolves  at  motor  speed,  the 
motor  being  connected  directly  to  the  shaft. 

The  oil  is  thrown  from  the  periphery  of  the  cup 
in  an  atomized  state  by  means  of  centrifugal  force 
and  is  mixed  with  air  supplied  by  a  fan  in  the  fan 
housing.  The  fan  is  located  directly  behind  the  atom¬ 
izing  assembly  and  supplies  air  for  combustion.  The 
fan  housing  is  constructed  of  cast  iron  and  is  pro¬ 
vided  with  brackets  for  attachment  to  the  hinge  stuff¬ 
ing  box. 

The  air  nozzle  is  mounted  upon  front  of  the  fan 
housing  surrounding  the  oil  nozzle  and  air  for  com¬ 
bustion  is  directed  around  the  oil  spray  by  means  of 
this  air  nozzle. 

The  nozzle  protector  is  attached  to  the  front  plate 
of  the  burner  and  serves  as  protection  against  heat 
from  the  combustion  chamber. 

The  burner  is  provided  with  a  Westinghouse  motor, 
lA  H.P..  operated  on  220  volts  A.C.,  with  a  speed  of 
3450  R.P.M. ' 

The  pump  is  manufactured  by  the  Magna  Fuel  Oil 
Burner  Corporation,  using  Brown  &  Sharp  bronze 
gear.  It  is  of  the  rotor  gear  type  and  is  mounted 
upon  the  burner  between  motor  and  fan,  driven  from 
motor  shaft  through  a  worm  gear.  The  shaft  is  di¬ 
rectly  driven  from  the  motor. 

There  is  one  strainer  between  the  pre-heater  and 
the  pump. 
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This  burner  is  practically  identical  with  the  Dovel 
Master  Fuel  Oil  Burner,  approved  under  Calendar 
350-32-SA,  with  the  exception  that  the  following 
changes  have  been  made  to  render  same  fully  auto¬ 
matic  : 

An  “ASco”  oil  valve  and  a  “Wells”  automatic  elec¬ 
tric  heater  have  been  installed.  This  type  of  electric 
heater  is  designed  to  maintain  the  oil  at  a  predeter¬ 
mined  temperature.  The  heater  consists  of  a  head 
having  one  or  more  sheathed  electric  heating  ele¬ 
ments  with  a  thermostatic  element  immersed  therein. 
This  keeps  the  oil  at  a  predetermined  temperature 
(125  deg.  Fahr.).  There  is  also  a  thermostatic  limit 
switch  which  prevents  the  starting  of  the  burner  until 
the  oil  temperature  is  at  the  required  setting. 

The  burner  cannot  be  operated  on  a  cold  start 
until  the  oil  reaches  125  deg.  Fahr.  The  burner  was 
put  in  normal  operation,  and  it  was  found  that  the 
controls,  i.e.,  a  Minneapolis  Honeywell  Protectorelay 
operated  as  designed.  If  the  burner  is  swung  open 
under  operating  conditions,  the  electrical  contact  is 
broken  and  the  burner  is  shut  off. 

It  is  therefore  recommended  that  the  above  men¬ 
tioned  burner  be  approved  for  use  of  No.  6  commer¬ 
cial  grade  fuel  oil  in  a  fully  automatic  installation, 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
lereby  approve  the  device  known  as  the  Magna  Fuel  Oil 
lurner  for  use  in  domestic  commercial  and  industrial  m- 
tallations  with  fuel  oil  not  heavier  than  No.  6  (pre¬ 
dated),  when  installed  in  accordance  with  the  Oil  Burner 
iules  and  in  accordance  with  the  above  report. 

Resolved,  further,  that  the  burner  may  be  marketed 
inder  the  name  National  Bailey  Rotary  and  National  Clark 
Notary  Fuel  Oil  Burner,  on  condition  that  under  what¬ 
ever  name  marketed  it  shall  have  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  197-36-SA. 


39-36-SA. 

\PPLICANT — The  Airtemp  New  York  Sales  Corp., 
agent  for  Airtemp,  Inc.,  owner. 

SUBJECT — Application  for  reopening  (amendment  to  in¬ 
clude  Model  C-6)  re  Airtemp  Oil  Burner. 

APPEARANCES! — 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

rHE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commis'ion- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative .  0 

Absent  .  0 

rHE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(139-36-SA) 

Whereas,  The  Airtemp  New  York  Sales  Corp.,  agent 
or  Airtemp,  Inc.,  owner,  filed  May  15,  1936,  an  applica- 
ion  with  the  Board  of  Standards  and  Appeals,  for  ap- 
>roval  of  the  device  known  as  the  Airtemp  Oil  Burner, 
vlodel  B-6;  and 


Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  fire 
department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau 
of  Combustibles  was  substantially  as  follows : 

A  century  %  H.P.  motor,  Sirocco  type  fan. 

A  Webster  fuel  unit  consisting  of  pump,  strainer 
and  regulating  valve. 

Nozzle — any  standard  make  of  nozzle. 

Ignition — Electric,  Webster  transformer. 

Controls — Minneapolis  Honeywell  Protector  Relay 
R117  and  Pressuretrol  L404. 

With  cold  combustion  and  the  oil  supply  shut  off, 
the  burner  was  put  into  operation  and  on  two  succes¬ 
sive  tests  the  controls  functioned  and  shut  the  burn¬ 
ers  down  in  106  and  108  sec.  respectively.  The  burner 
was  then  put  in  normal  operation  for  a  period  of 
approximately  45  minutes  and  the  controls  functioned 
as  designed. 

Examination  of  the  flame  showed  that  the  same  was 
free  of  smoke  and  the  combustion  chamber  showed 
no  undue  carbon  deposits.  This  burner  which  was 
tested  was  the  Model  B-6  and  is  designed  for  the  use 
of  No.  1,  No.  2  and  No.  3  commercial  grades  of  fuel 
oil.  This  burner  has  the  approval  of  the  National 
Board  of  Fire  Underwriters. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Airtemp  Oil  Burner.  Model  B-6  be 
approved  for  domestic  and  commercial  installations 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals. 

and 

Whereas,  this  device  was  approved  bv  the  board  July 
17,  1936  and  applicant  installed  his  model  C-6  for  inspec¬ 
tion  and  test;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  bv  that  of  the  representatives  of  the  Division 
of  Combustibles  as  to  Model  C-6  was  substantially  as 
follows : 

The  burner  was  installed  in  the  ordinary  tvne  steam 
heating  boiler  and  is  of  the  pressure  atomizing  gun 
type,  consisting  of  the  following  assembly : 

A  Century  1/3  H.P.  motor.  Sirocco  type  fan. 

A  Webster  fuel  unit,  consisting  of  pump,  strainer 
and  regulating  valve. 

Nozzle :  Any  standard  make  of  nozzle  with  a  capac¬ 
ity  of  from  2V2  to  4  gallons  per  hour. 

Ignition:  Electric  Webster  transformer. 

Controls:  Minneapolis  Honeywell  Protectorelay 
RD7  and  Pressuretrol  L404. 

The  burner  had  been  installed  for  approximately 
one  month  on  the  premises  mentioned  above  and  ex¬ 
amination  of  the  electrodes  showed  no  deposits  due 
to  carbonization. 

With  a  coM  combustion  chamber  and  the  off  supply 
shut  off.  the  burner  was  put  into  operation  and  on  two 
successive  tests  the  controls  functioned  to  shut  the 
burner  down  in  88  and  91  seconds  respectively.  The 
burner  was  then  put  in  normal  operation  for  a  period 
of  anproxim^telv  45  minutes  and  the  controls  func¬ 
tioned  as  designed. 

Examination  of  the  flame  showed  that  the  same  was 
free  of  smoke  and  the  combustion  chamber  showed  no 
undue  carbon  deposits.  This  burner,  which  was  tested, 
was  the  Model  C-6  and  is  designed  for  the  use  of 
numbers  1,  2  and  3  commercial  grades  of  fuel  oil. 
This  burner  has  the  approval  of  the  National  Board 
of  Fire  Underwriters. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Airtemp  Oil  Burner.  Model  C-6.  be 
approved  for  domestic  and  commercial  installations, 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Ap¬ 
peals. 


MINUTES 


Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  Airtemp  Oil 
Burner,  Model  B-6,  and  Model  C-6,  for  domestic  and 
commercial  installations,  when  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals,  for  use  with  fuel  not  heavier  than  No.  3  U.  S. 
Department  of  Commerce  Standards,  and  that  there  shall 
be  permanently  attached  to  each  burner  installed  a  label 
reading: 


NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  139-36-SA. 

Adjourned,  4:30  p.m. 

Edward  V.  Barton,  Chief  Clerk. 


APPROVED  APPLIANCES 


APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 

A.B.C.  Range  Burner  Assemblies,  Models 
AS -4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

American  Beauty  Heater  (Pot  Types), 

Models  1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 
Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34- S  A 

Brigham  Range  Oil  Burner .  217-35-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35-SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easvway  Range  Oil  Btirner,  Models  D27, 

DC27,  G27  and  NG27 .  157-35-SA 

Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27  and  CSP19 .  158-35-SA 

Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2  . 159-35-SA 

Ellington  Range  Oil  Burner.  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  . .  40-35- S A 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  .  302-34-S A 

Florence  Oil  Heater.  Models  KC-9.  GC-6. 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

RH-9  .  . .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  .  172-35-SA 

Florence  Ranee  Burners .  219-34-SA 

Fox  Range  Oil  Burner .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34- S  4 

Hupp  Range  Oil  Rnrner.  Models  S.D.  and  C.D.  309-34-S  A 

FCer-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135.  110,  207  and  115 .  33Q.34.S  A 

Ruin'd  Ranee  Burner  .  4g.34.SA 

Kres-Kno  Ranee  Oil  Burner,  Model  MD. 

Sizes  KR.  KRF,  KRF-1  and  1R .  355-34-SA 

Loch’nvar  Automatic  Oil  Burning  Water 

Heater  .  143-3*-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 


Name  of  Burner  Calendar  No. 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

Loyalty  Range  Burner  .  302-34-SA 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 

M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  .  367-34-SA 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B  . . . . .  364-34-SA 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  .  180-35-SA 

Majestic  Space  Heater,  Models  247T  and  248.  181-35-SA 
Majestic  Water  Heater,  Models  255A  and  255B  182-35-SA 
Moderne  Range  Oil  Burner,  Models  Regular, 

Junior  and  Firenew  .  357-34-SA 

National  Range  Oil  Burner  . 361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 
Odin  Beautv  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Odin  Beautv  Heater  (Pot  Types),  Models 

1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

Putnam  Range  Oil  Burner  .  54-35-SA 

Ouaker  Burnoil  Stove  .  11-31  -S A 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater.  Models  5672-0. 

5671-13.  5671-33  and  5671-35 . 3n6-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  1 65-35- S A 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Hcet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smitb-Whalev  Range  Oil  Burner,  Models 

SW-1  and  SW-2  . 196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  4Q1-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VT-195  and  VO-275  .  329-34-SA 

Viking  Pot  Tvpe  Space  Heater,  Models  120, 

165  and  170  . 310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater.  Models  20.  30,  60.  65.  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 
April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain"  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 


Materials  and  Workmanship. 


18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot : 


Weights  per  Linear  Foot 
Diameters  Standard  Extra  Heavy 


.  3  3/5 

pounds 

.  5  1/5 

9]/3  pounds 

.  7 

13  pounds 

.  9 

17  pounds 

. ...11 

20  pounds 

. 14 

27  pounds 

. 17 

33]/2  pounds 

. 23 

45  pounds 

. 33 

54  pounds 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
ualf  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
rnicKness  and  weight  per  linear  foot: 


Diameters 


Thicknesses 


Weights  per 
Linear  Foot 


1  }4  inches . 

2.68 

2  inches . 

3.61 

2}4  inches . 

5.74 

3  inches . 

7.54 

3 inches . 

9.00 

4  inches . 

10.66 

414  inches . 

12.34 

5  inches . 

14.50 

6  inches. . 

18.76 

7  inches . 

23.27 

8  inches . 

28.18 

9  inches . 

33.70 

10  inches . 

40.06 

11  inches . 

45.02 

12  inches . 

48.98 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


\r/3  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2'/2  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3/4  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4 /4  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights: 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights: 


Diameters  Weights 


1}4  inches .  0  pound  8  ounces 

2  inches . . ...  0  pound  14  ounces 

2}4  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


1J4  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot : 


Diameters 


Weights  por 
Linear  Font 


inch  (for  flush  pipes  only) .  2l/i  pounds 

1/4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4*4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  l  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewrer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 

It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
alter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  Tn  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  runnir'r 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  wasn 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  .with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  _  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  Inch  per  Foot  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  '1  he  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table: 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 


not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  \yA  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1 1/2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter ;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1 34  inch  branches  on  a  134  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-134  inch  branches  on  a  2  inch  main  branch. 

inch  branches  on  a  2  inch  main  branch, 
inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 


2-2  ) 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

1  54  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (154)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(44)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (154)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  154  inches  in  diameter 
nor  larger  than  154  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup- 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less ;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  ()4)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (}4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergencj 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary ;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe ; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter!  They  must  be  extended  through  the  roof  for  ventila- 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
dram  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1J4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

,  17,1-.,Jhe  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173..  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

1 77.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings, 
t  his  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Diameters 

Weights  per 
Linear  Foot 

Y%  inch . 

54  inch . 

y  inch . 

1  inch . 

154  inch . 

lj4  inch . 

2  inch . 

254  inch . 

3  inch . 

3J4  inch . 

4  inch . 

No  pipe  allowed  of  less  than  y  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 


180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  Y\  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
?,ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter  Length  Burners 


Y  inch .  26  feet  3 

y2  inch .  36  feet  6 

y  inch .  60  feet  20 

1  inch .  80  feet  35 

1%  inch.. .  110  feet  60 

1  y2  inch .  150  feet  100 

2  inch .  200  feet  200 

2y2  inch .  300  feet  300 

3  inch .  450  feet  450 

Zl/2  inch .  500  feet  600 

4'  inch .  600  feet  750 


191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  y  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  wdth  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information: 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and  : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures 

Instructions :  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half.  '• 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  tb** 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w>th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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Affecting  Calendar  Numbers  109-36-BZ,  121-36-BZ, 

284-36- BZ,  25-36-BZ,  159-36-BZ  and  189-36-BZ. 

Minutes  of  Regular  Meeting,  October  27,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  391-27-BZ,  16-36- 
BZ,  82-36-BZ,  85-36-BZ,  151-36-BZ  and  239-36-BZ. 

Minutes  of  Regular  Meeting,  October  27,  1936,  at  2  P.  M., 
Affecting  Calendar  Numbers  281-36-BZ,  217-28-BZ,  145- 
36-BZ,  51-36-BZ,  292-36-A,  307-36-A.  276-36-A,  290-36- 
A,  313-36-A,  303-36-SA,  308-36-SA,  10-36-SA,  119-36-SA 
and  305-36-SM. 

Standpipe-Fireline  Rules. 

Fire  Retarding  Rules  for  Garages,  etc. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seeni 
only  between  the  hours  of  ten  in  the  morning  and  one  inj 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  November  2, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  November  9,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  .appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  October  28,  1936 


Cal.  No.  Department 
3 12-36- A . D.B.Q.. . . 


3 13-36- A . H.D — 


314-36-BZ . D.B.Bx.. 


315-36-BZ . D.B.B.. 


316-36-A . F.D 


F remises  Affected. 

South  side  of  35th  avenue, 
500  ft.  west  of  Vernon  boul¬ 
evard  and  35-02  Vernon 
boulevard  (Block  327,  Lot 
1),  Long  Island  City,  Bor¬ 
ough  of  Queens. 

Alt.  6584-36. 

401-421  Park  avenue,  816-820 
Kent  avenue,  northwest  cor¬ 
ner  and  77-81  Taaffe  place 
(Block  1883,  Lots  1-4  and 
38-40),  Borough  of  Brook¬ 
lyn,  Decision. 

.619-621  East  163rd  street, 
north  side,  60  ft.  west  of 
Cauldwell  avenue  and  606- 
608  Teasdale  place  (Block 
2621,  Lots  29,  30,  31,  18  and 
21),  Borough  of  The  Bronx, 
Zone  Viol.  123-35. 

.42-54  Remsen  avenue,  south¬ 
west  corner  of  East  51st 
street  (Block  4591,  Lot  10 
and  part  of  Lot  12),  Bor¬ 
ough  of  Brooklyn. 

Applic.  16756-36. 

.622-638  9th  avenue,  east  side, 
from  West  44th  street  to 
West  45th  street,  355  West 
44th  street  and  362  West 
45th  street  (Block  1035,  Lot 
1),  Borough  of  Manhattan. 

3627-L.C. 


317-36-SA . F.D . Dempsey  Industrial  Oil 

Burner,  Appliance. 


318-36-BZ . D.B.B . 112-116  Newtown  street,  442- 

464  Manhattan  avenue, 
southeast  corner  and  217 
Bayard  street  (Block  2719, 
Lots  1,  4  &  8),  Borough  of 
Brooklyn,  Applic.  14196-36. 


319-36-A . F.D . Transportation  of  Fuel  Oil 

in  trucks  in  New  York  Citv, 
3599-L.C.  &  3600-L.C. 


Restored  to  Calendar 

217-28-BZ . D.B.B . 1004-1012  Broadway  and 

861-888  Willoughby  avenue, 
northwest  corner  (Block 
1590,  Lots  19  &  20),  Bor¬ 
ough  of  Brooklyn, 

Applic.  864-36. 


CODE 

D.B . Department  of  Buildings 

H.D. . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 


D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


COURT  DECISIONS 

In  re  F.H.T.  Holding  Corpn.  (Murdock)— July  16,  1935,  board 
granted  theatre  partly  in  business  and  partly  in  resi¬ 
dence  use  district,  under  section  7-c,  Cal.  No.  115-35-BZ; 
Premises  361-363  West  23rd  Street,  and  between  346 
and  348  West  24th  Street,  Borough  of  Manhattan.  Jus¬ 
tice  McCook  sustained  board  (N.Y.L.J.  Apl.  10,  1936). 
Appellate  Division  unanimously  affirmed  order  of  spe¬ 
cial  term  (N.Y.L.J.  Oct.  24,  1936). 

*  *  * 

In  re  Mayberg  Inc.  (Murdock)— On  October  15,  1935,  board  granted 
gasoline  service  station  in  business  district,  under  sec¬ 
tion  21,  Cal.  No.  176-35-BZ;  Premises  1236  Prospect 
avenue,  southeast  corner  Home  Street,  Borough  of  The 
Bronx.  Mr.  Justice  Walsh  sustained  board  (N.Y.L.J. 
Jan.  29,  1936).  Appellate  Division  reversed  Special 
Term  and  board  (N.Y.L.J.  June  20,  1936).  Court  of 
Appeals  affirmed  order  of  Appellate  Division  without 
opinion  (N.Y.L.J.  Oct.  21,  1936). 

*  4=  * 

Matter  of  Bovers  &  Rosenblum,  Inc.  (Murdock)— On  January  21, 
1936,  board  modified  decision  of  commissioner  of  build¬ 
ings  in  interpreting  chapter  23,  article  16,  section  213- 
2a,  Code  of  Ordinances,  as  to  roof  sign  at  premises 
2314-16  12th  avenue,  southwest  corner  West  132nd 
street,  Borough  of  Manhattan,  Cal.  No.  342-35-A.  Mr. 
Justice  Sheintag  sustained  board  (N.Y.L.J.  Oct.  23, 
1936). 


RULES 


Lut  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Sept. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules .  Sept. 

Concrete  Rules  (Hydrated  Lime)... Oct. 

Elevator  rules  . . . . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . Nov. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  .  June 

Oil  Burner  Rules . Oct. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  .  Oct. 

Procedure,  Rules  of . Sept. 

Refrigerating  Systems,  Extract  C.O.Sept. 
Smoking  in  Factories,  Rules  for.... Sept. 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . Nov. 

Structural  Alterations,  Reporting. . 


ov. 

une 


structural  Alterations,  Reporting.  • .  Tunc 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


15,  1936— Vol.  21,  No.  37 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21,  No.  36 

27,  1936— Vol.  21,  No.  43 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 
8,  1936— Vol.  21.  No.  36 
1,  1936— Vol.  21,  No.  35 

14,  1936— Vol.  21,  No.  28 

3,  1936— Vol.  21,  No.  44 

14,  1936— Vol.  21,  No.  IS 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

6,  1936— Vcl.  21,  No.  40 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 

27,  1936— Vol.  21,  No.  43 

8,  1936— Vol.  21.  No.  36 
8,  1936— Vol.  21,  No.  36 
8,  1936— Vol.  21,  No.  36 

18,  1936— Vol.  21.  No.  33 
3,  1936— Vol.  21,  No.  44 

7,  1932— Vol.  17,  No.  23 

28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10.  1923— Vol.  8.  No.  1$ 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

„  Use  . Sept. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Oct. 

Fuel  Oil  Pumps . Oct. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  .  Oct. 


5.  1935— Vol.  20,  No.  10 
29,  1936— Vol.  21,  No.  39 

1.  1936— Vol.  21.  No.  35 
26,  1936— Vol.  21,  No.  21 

6,  1936— Vol.  21,  No.  40 
20,  1936— Vol.  21,  No.  42 

26,  1935— Vol.  20.  No.  48 

27,  1936 — Vol.  21,  No.  43 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  2,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

240-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Joseph  Giganti, 
owner. 
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PREMISES — 87-14  92nd  street,  west  side,  110.39  ft.  south 
of  Jamaica  avenue  (Block  No.  79,  Lot  No.  20), 
Woodhaven,  Borough  of  Queens. 

APPLICATION,  under  section  7a  of  the  building  zone 
resolution. 

TO  PERMIT  the  extension  of  an  existing  public  garage 
and  the  erection  of  a  gasoline  service  station  in  a 
residence  use  district. 

256-36-BZ. 

APPLICANT — William  I.  Hohauser,  for  Marie  E.  Har- 
dart,  owner. 

PREMISES — 1109  Lexington  avenue,  east  side,  68.6  ft. 
north  of  East  77th  street,  and  153-157  East  77th 
street  (Block  No.  1412,  Lot  Nos.  20^,  23,  2 3y2 
and  24),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  the  erection  of  a  business  building  (theatre) 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district,  and  the  omission  of  the  re¬ 
quired  rear  yard. 


NOVEMBER  4,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  No¬ 
vember  4,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  54-36-BZ — Application,  March  10,  1936,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  Kadel,  Van  Kirk  and 
Trencher,  applicants,  on  behalf  of  B. 
&  S.  Gasoline  Stations,  Inc.,  owner, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline 
service  station ;  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend 
Neck  road,  northwest  corner  (Block 
No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

:al.  no.  304-36-BZ — Application,  October  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Washburn  Wire  Company, 
Inc.,  applicant  and  owner,  to  permit  the 
proposed  extension  of  an  existing  fac¬ 
tory  building  from  an  unrestricted 
use  district  into  a  residence  use  dis¬ 
trict;  537-549  East  118th  street,  north¬ 
west  corner  of  East  River  drive  and 
542-550  East  119th  street  (Block  No. 
1815,  Lot  Nos.  23  and  31),  Borough  of 
Manhattan. 

-AL.  no.  636-20-BZ — Application  of  Michael  Mario,  appli¬ 
cant,  on  behalf  of  Constant  Motor 
Service  Corporation,  owner,  reopened 
October  14,  1936,  under  section  21  of 
the  building  zone  resolution  to  permit 
partly  in  an  unrestricted  use  district 
and  partly  in  a  business  use  district  the 
reconstruction  of  a  series  of  multiple 
garage  buildings  and  a  gasoline  service 
station  (previously  granted  by  the 
board),  so  as  to  provide  automobile 
sales  rooms  and  motor  vehicle  repair 
shops  with  openings  to  66th  street ; 


premises  6434-6520  Fifth  avenue,  435- 
483  66th  street,  northwest  corner 
(Block  No.  5827,  Lot  No.  27),  Borough 
of  Brooklyn. 

cal.  no.  181-36-BZ — Application,  June  12,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Joseph  Weiss 
Co.,  Inc.,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a 
proposed  gasoline  service  station ; 
premises  1490-1498  Linden  boulevard, 
south  side,  478  ft.  4 in.  east  of  Rock- 
away  avenue  (Block  No.  3644,  Lot 
No.  85),  Borough  of  Brooklyn. 

cal.  no.  589-31-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Sona  Cooper- 
stein,  owner,  reopened  July  14,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  the  extension  in 
area  of  an  existing  gasoline  service 
station  previously  granted  by  the 
Board;  premises  159-01  to  159-07  114th 
avenue  (Linden  boulevard)  and  159-02 
to  159-08  Meyer  avenue,  northeast  cor¬ 
ner  of  159th  street  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  4,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36- A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

292-36-A- — 282-296  Chester  street,  west  side,  180  ft.  north 
of  Dumont  avenue,  and  251-279  Bristol  street 
(Block  No.  3559,  Lot  Nos.  39,  40,  41,  42  and 
43),  Borough  of  Brooklyn. 

307-36-A — 67-69  Schermerhorn  street,  north  side,  172  ft. 

6  in.  east  of  Court  street  (Block  No.  269, 
Lot  No.  14),  Borough  of  Brooklyn. 

278- 36-A- — East  side  of  Goulden  avenue,  1,164  ft.  south  of 

Bedford  Park  boulevard  (Instruction  Unit  No. 
2,  Hunter  College)  ;  (Block  No.  3247B,  Lot 
No.  1),  Borough  of  The  Bronx. 

279- 36.-A — East  side  of  Goulden  avenue,  1074  ft.  south  of 

Bedford  Park  boulevard  (Gymnasium  Bldg., 
Hunter  College)  :  (Block  No.  3247A,  Lot  No. 
1),  Borough  of  The  Bronx. 

3 19- 36- A— Transportation  of  Fuel  Oil  In  Trucks  in  New 
York  City. 

Variation  of  Labor  Law 

16-35-S — 220-222  Vernon  avenue,  south  side,  85  ft.  east  of 
Throop  avenue  (Block  No.  1761,  Lot  Nos.  4 
and  6),  Borough  of  Brooklyn. 

Appliance  Submitted  for  Approval 

286-36-SA — Oil  Industry  Laboratories  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon. 
November  4,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
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Building,  on  the  following  matters,  except  cases  which 

have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board : 

cal.  no.  26-36- BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  265-28-BZ— Application  of  Flostrand  Realties,  Inc., 
applicant  and  owner,  reopened  October 
14,  1936  for  consideration  as  to  exten¬ 
sion  of  time  (permit  having  expired  by 
limitation) — re  Application,  granted  on 
condition,  under  section  21  of  the 
building  zone  resolution,  permitting, 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district,  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  west  side  of 
Westchester  avenue,  161.14  ft.  south  of 
Wilkinson  avenue  (Block  No.  4235, 
Lot  No.  43),  Borough  of  The  Bronx. 

cal.  NO.  222-36-BZ— Application,  July  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Boochever,  McManus  and  Ostrow, 
applicants,  on  behalf  of  New  York 
Water  Service  Corporation,  owner,  to 
permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  steel 
tank  for  storage  of  water ;  premises 
3402-3424  Foster  avenue,  south  side, 
540  ft.  west  of  East  37th  street  (Block 
No.  4982A,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 

cal.  no.  281-36-BZ — Application,  September  18,  1936,  under 
sections  7b,  7c  and  21  of  the  building 
zone  resolution,  of  Thomas  W.  Lamb, 


Inc.,  applicant,  on  behalf  of  Enfants 
Real  Estate  Corporation,  owner,  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  alteration  of  an  existing  business 
building  so  as  to  include  a  theatre; 
premises  1146-1148  Madison  avenue 
26-28  East  85th  street,  southwest  cor¬ 
ner  (Block  No.  1496,  Lot  No.  60), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  9,  1936,  AT  2  P.  M. 

Building  Zone  Case 

287-36-  BZ. 

APPLICANT — Charles  L.  Fleece,  for  The  Bowery  Sav¬ 
ings  Bank,  owner. 

PREMISES — 101  East  109th  street  and  1501  Park  avenue, 
northeast  corner  (Block  No.  1637,  Lot  No.  1), 
Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


NOVEMBER  10,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  10,  1936,  at  10  o’clock,  in  Room  1013  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  189-36-BZ — Application,  June  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  Richter,  applicant,  on  be¬ 
half  of  Solo  Linder,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station,  showroom,  auto¬ 
mobile  laundry,  brake  testing  station 
and  office ;  premises  2994  Coney  Island 
avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  722  Banner  ave¬ 
nue,  southwest  corner  of  Guider  ave¬ 
nue  (Block  No.  7264,  Lot  No.  49), 
Borough  of  Brooklyn. 

cal.  no.  126-36-BZ — Application,  May  7,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 
tion,  of  City  Parking  Stations,  Inc., 
applicant  and  lessee,  on  behalf  of  The 
Chase  National  Bank  of  the  City  of 
New  York,  owner,  to  permit  the  use 
of  the  plot  for  the  parking  of  more 
than  five  (5)  motor  vehicles  in  a  re¬ 
tail  use  district ;  premises  288-290 
Madison  avenue,  west  side,  50.9  ft. 
north  of  East  40th  street  (Block  No. 
1275,  Lot  Nos.  16  and  17),  Borough  of 
Manhattan. 

cal.  no.  214-36-BZ — Application,  Julv  7,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolu¬ 
tion,  of  Myles  Levinson,  applicant,  on 
behalf  of  Cooper  Chemists,  Inc.  and 
Ezra  Jaffe,  owners,  to  permit  the  erec- 
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tion  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  dis¬ 
trict;  premises  1512-1524  Bath  avenue, 
southwest  corner  of  Bay  10th  street 
(Block  No.  6427,  part  of  Lot  No.  39), 
Borough  of  Brooklyn. 

cal.  no.  158-36-BZ — Application,  May  29,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 
tion  of  Gustave  Lindell,  applicant  and 
lessee,  on  behalf  of  Kew  Club  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  storage  and 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  83-26  Austin  street, 
south  side,  180  ft.  east  of  Lefferts 
boulevard  (Block  No.  3338,  Lot  No. 
25),  Kew  Gardens,  Borough  of 
Queens. 

lal.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


district  the  alteration  of  a  gasoline 
service  station  and  garage  for  more 
than  five  (5)  motor  vehicles  (pre¬ 
viously  granted  by  the  board),  so  as 
to  reduce  the  size  of  office ;  premises 
1522-1528  Southern  boulevard,  north¬ 
east  corner  of  East  172nd  street  (Block 
No.  2982,  Lot  No.  1),  Borough  of  The 
Bronx. 

cal.  no.  109-36-BZ — Application,  April  23,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  M.  Baker,  applicant,  on  be¬ 
half  of  Agnes  Spanos,  owner,  to  per¬ 
mit  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises,  108-23  Asto¬ 
ria  boulevard,  north  side,  183.9)4  ft. 
east  of  31st  drive  (Block  No.  1679,  Lot 
No.  44),  Elmhurst,  Borough  of 
Queens. 

cal.  no.  121-36-BZ — Application,  May  5,  1936,  under  sec¬ 
tions  7f  and  21  of  the  building  zone 
resolution,  of  Benjamin  Maksik,  appli¬ 
cant  and  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  an  open  air  dining 
and  dancing  pavilion  and  also  the 
parking  of  more  than  five  (5)  motor 
vehicles  (of  patrons)  ;  premises  2686- 
2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of 
Brooklyn. 


NOVEMBER  10,  1936,  2  P.  M. 

Appeals'- from  Administrative  Orders 

23 1-36- A— 38-48  Livpnia  avenp£,  southwest  corner  of  Bar¬ 
ret  street  (Block  No.  3.581,  Lot  Nos.  32  and 
33),  Borough  of  Brooklyn. 

291-36-A — 112  East  21st  street,  west  side,  171  ft.  south 
of  Caton  avenue  (Block  No.  5081,  Lot  No. 
15),  Borough  of  Brooklyn. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan.  . . 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  No¬ 
vember  10,  1936,  at  2  o’clock  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  reserved 
without  further  argument,  pending  an  inspection  and  a 
report  with  recommendation  by  the  committee  of  the 
board : 

cal.  no.  644-20-BZ — Application  of  Samuel  Rosenblum, 
applicant,  on  behalf  of  H.P.C.  Cor¬ 
poration,  owner,  reopened  October  20, 
1936,  for  consideration  of  an  amend¬ 
ment  to  the  resolution  re  Application, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 


CAL,'  NO. 


391-27’BZ— Application  of  Daniel  Marshall,  ap¬ 
plicant,  on  behalf  of  Sinclair  Refining 
;.jLV,..  Co.,  lessee  (long  term  lease),  reopened 
V  June.  16,  1936,  under  section  21  of  the 
II  .  building  zone  resolution,  to  permit  in 

=.  a- business  use  district  and  partly  in  an 
f  , ;  unrestricted  use  district  the  erection 

t...!.  rr;;- -n -,ajad  maintenance  of  a  gasoline  service 

jfjjiiB-ud  *:  station  -(-previously  denied  under  sec- 
■is.-tuvoiv  tiaa-.Jc  of  the  building  zone  resolu- 
-  v  .  -•'tion.);;.  premises  5214-5218  Broadway 
and  89 '•'West  225th  street,  northeast 


corner  (Block  No.  2215,  Lot  No.  106), 


Borough  of  Manhattan. 


cal.  no.-  16-36-BZ — Application,  January  27,  1936,  under 
sections  7f  and  21  of  the  building  zone 
resolution,  of  Albert  Goldhammer,  ap¬ 
plicant,  on  behalf  of  A.  F.  &  G.  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  1865-1869  Westchester 
avenue  and  1301  White  Plains  road, 
north  side  of  Westchester  avenue, 
from  Leland  avenue  to  White  Plains 
road  (Block  No.  3880,  Lot  Nos.  1,  2, 
3,  4  and  5),  Borough  of  The  Bronx. 


cal  no.  82-36-BZ— Application  March  28,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  William  Hoelze,  appli¬ 
cant,  on  behalf  of  Hoelze  Realty  Corp., 
owner,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  maintenance  of  a  lum¬ 
ber  storage  shed  and  planing  mill ; 
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premises  206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in.  east 
of  206th  street  and  206-19  45th  road, 
north  side,  100  ft.  east  of  206th  street 
(Block  No.  3148,  Lot  Nos.  9J4,  59  and 
60),  Bayside,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  17,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  No- 
vember  17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and.  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No  3420.  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

cal.  no.  257-36-BZ — Application,  September  4,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  John  J.  Beatty,  applicant, 
on  behalf  of  Buckminster  Estates,  Inc., 
owner,  to  permit  the  erection  of  a 
business  building  (theatre  and  stores) 
extending  from  a  business  use  district 
to  a  residence  use  district;  premises 
1713  Church  avenue,  north  side,  105 
ft.  9 Tk  in.  east  of  East  17th  street 
(Block  No.  5078,  Lot  No.  30),  Bor¬ 
ough  of  Brooklyn. 


CAI..  NO.  217-33-BZ — Application  of  Benjamin  N.  Brody, 
applicant,  on  behalf  of  Helen  Schrage 
Lehman,  owner,  reopened  May  5,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  110-38  Springfield 
boulevard  and  217-20  110th  road,  south¬ 
west  corner  (Block  No.  2038,  Lot  No. 
28),  Queens  Village,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  24,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  24,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  244-36-BZ — Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,'  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cal.  no.  250-36-BZ — Application,  August  19,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Benjamin  Millstein,  applicant, 
on  behalf  of  The  City  Mortgage  Com¬ 
pany,  owner,  to  permit  the  change  of 
use  from  stores  to  gasoline  service  sta¬ 
tion  for  a  portion  of  the  first  floor  of 
an  existing  garage  and  store  building; 
premises  182-184  Fulton  street  and  91 
Orange  street,  northwest  corner  (Block 
No.  222,  Lot  No.  17),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 

DECEMBER  8,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter: 

cal.  no.  118-36-BZ — Application,  May  1,  1936.  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner.  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue.  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 
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BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 

FRIDAY  MORNING,  OCTOBER  23,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

109-36-BZ. 

APPLICANT — John  M.  Baker,  for  Agnes  Spanos,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  residence  district,  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 108-23  Astoria  boulevard, 
north  side,  183.9J4  ft.  east  of  31st  drive  (Block 
No.  1679,  Lot  No.  44),  Elmhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  John  M.  Baker,  F.  G.  Sleth  and 
C.  Lederer. 

For  Opposition :  Abraham  Katanoff,  and  Edwin 
Hogan. 

ACTION  OF  BOARD— Laid  over  to  November  10,  1936, 
at  2  P.  M.  for  report  of  committee.  No  further 
argument. 

121-36-BZ. 

APPLICANT — Benjamin  Maksik,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7f  and  21  of  the  build- 
injg  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict,  the  erection  and  maintenance  of  an  open  air 
dining  and  dancing  pavilion,  and,  also,  the  park¬ 
ing  of  more  than  five  (5)  motor  vehicles  (of  pa¬ 
trons). 

PREMISES  AFFECTED— 2686-2700  Linden  boulevard, 
southwest  corner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Benjamin  Maksik. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936  at 
2  P.  M.  Tor  report  of  committee.  No  further  argu¬ 
ment. 


284-36- BZ. 

APPLICANT — W.  T.  McCarthy,  for  House  of  St.  Giles 
the  Cripple,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  “C”  area  district 
and  partly  in  an  “E”  area  district  the  alteration 
and  extension  in  height  of  an  existing  hospital 
building,  and  the  erection  of  additions  thereto  to 
occupy  a  greater  area  than  permitted  by  the  build¬ 
ing  zone  resolution. 

PREMISES  AFFECTED — 1342-1350  President  street  and 
335-343  Brooklyn  avenue,  southeast  corner  (Block 
No.  1285,  Lot  No.  7),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  W.  T.  McCarthy,  Chas.  F.  Neer- 
gaurd,  and  C.  Hunter  Lagg. 

For  Opposition:  Conrad  Newrmann,  lacob  Schauf, 
George  Weden,  Harold  Lieb,  Henry  Harvitz, 
and  Warren  M.  Caro. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(284-36-BZ) 

Whereas,  W.  T.  McCarthy,  for  House  of  St.  Giles  the 
Cripple,  owner,  filed  September  22,  1936,  an  application 
under  the  building  zone  resolution  to  permit  partly  in  a 
“C”  area  district  and  partly  in  an  “E”  area  district  the 
alteration  and  extension  in  height  of  an  existing  hospital 
building  and  the  erection  of  additions  thereto  to  occupy 
a  greater  area  than  permitted  by  the  building  zone  resolu¬ 
tion ;  premises:  1342-1350  President  street  and  335-343 
Brooklyn  avenue,  southeast  corner  (Block  No.  1285,  Lot 
No.  7),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  special  meet¬ 
ing,  October  23,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  President  street  is  in  residence 
use  and  “E”  area  district;  Brooklyn  avenue  is  in  residence 
and  “E”,  “B”  and  “C”  area  districts,  and  Carroll  street  is 
in  a  residence  use  and  “C”  area  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  14,  1936  (App.  No.  14107-1936),  reads: 

“1.  Proposed  two  story  and  basement  extension  is 
contrary  to  section  15,  paragraph  (c)  of  Zone  Resolu¬ 
tion  as  occupied  area  above  18  ft.  0  in.  will  exceed  30 
per  cent  of  area  of  plot. 

2.  Alteration  to  roof  of  present  main  building, 
straightening  and  raising  height  of  same  is  contrary 
to  section  15,  paragraph  (d)  of  Zone  Resolution  as 
building  does  not  set  10  ft.  0  in.  from  building  line.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  lo¬ 
cated  in  an  “E”  area  and  “C”  area  district  having  a  front¬ 
age  of  100  ft.  on  President  street  and  124  ft.  7  in.  on 
Brooklyn  avenue,  an  area  of  approximately  12,460  sq.  ft. 
There  is  located  upon  the  plot  a  three  story  and  attic 
building  92  ft.  1  in.  by  40  ft.  7  in.  in  area  occupied  as  a 
hospital.  It  is  proposed  to  erect  upon  the  plot  two  wings 
to  the  existing  building  and  also  to  remove  the  attic  story 
of  the  main  building  and  to  create  a  new  fourth  story. 
The  roof  of  the  proposed  east  wing  is  about  7  ft.  above 
grade;  it  is  to  be  erected  at  basement  level  and  to  be  used 
as  a  laundry.  This  proposed  wing  complies  with  the  build¬ 
ing  zone  resolution  and  permits  for  erection  have  been  is¬ 
sued  by  the  building  department.  The  points  at  issue  in 
this  application  are  the  excess  area  occupied  above  the  18 
ft.  level  above  grade  by  the  proposed  two  story  and  base¬ 
ment  (westerly)  wing  and  also  the  encroachment  of  the 
proposed  fourth  story  of  the  main  building  within  the  (re¬ 
quired)  10  ft.  set  back  line  from  Brooklyn  avenue.  The 
main  building  sets  back  1  ft.  3  in.  from  the  building  line 
so  that  the  proposed  encroachment  is  8  ft.  9  in.  Relation 
to  the  excess  area  occupied  by  the  proposed  two  story 
wing:  this  proposed  wing  is  33  ft.  above  grade  or  15  ft. 
above  the  18  ft.  above  grade  level.  The  excess  area  above 
18  ft.  level  (within  the  “E”  area  district  portions  of  the 
plot)  is  440  sq.  ft. ;  and 

Whereas,  a  committee  of  the  hoard  inspected  these 
premises  recently,  in  order  to  be  informed  prior  to  this 
hearing;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal  under  section  21  of  the  build¬ 
ing  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  area 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21  thereof,  on  condition  that  the  building  is  not  ex¬ 
tended  further  in  area  or  height  than  as  shown  on  the 
plans  filed  with  this  application. 
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25-36-BZ. 

APPLICANT — Jane  Grillo,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  business  district,  the 
change  of  occupancy  of  an  existing  garage  for 
more  than  five  (5)  motor  vehicles  to  a  garage  for 
more  than  five  (5)  motor  vehicles  and  repair  shop. 
PREMISES  AFFECTED — 1484  Coney  Island  avenue,  west 
side,  440  ft.  north  of  Avenue  L  (Block  No.  6536, 
part  of  Lot  No.  20),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Jane  Grillo. 

For  Opposition:  Wm.  H.  Orr,  Lillian  Wertheimer, 
and  A.  Levinson. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(25-36-BZ) 

Whereas,  Jane  Grillo,  owner,  filed  February  5,  1936,  an 
application  under  the  building  zone  resolution  to  permit 
in  a  business  use  district  the  change  of  occupancy  of  an 
existing  garage  for  more  than  five  (5)  motor  vehicles 
to  a  garage  for  more  than  five  (5)  motor  vehicles  and 
repair  sfiop ;  premises :  1484  Coney  Island  avenue,  west 
side,  440  ft.  north  of  Avenue  L  (Block  No.  6536,  part  of 
Lot  No.  20),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  special  meet¬ 
ing,  October  23,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Coney  Island  avenue  is  in 
a  business' use  district;  East  10th  street  is  in  a  residence 
use  district '-and  Avenue  K  is  in  residence  and  business  use 
districts;  and" 

W^  here  as,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  January  31,  1936,  App.  No.  12263-35,  reads: 

“Refer  to  the  Board  of  Standards  and  Appeals  for 
change  in  occupancy  from  public  garage  for  more 
than  five  cars  to  public  garage  for  more  than  five  cars 
and  repair  shop  (See  B.  of  S.  &  A.  Cal.  No.  198,  No¬ 
vember  28,  1916).” 

.  and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  22  ft.  and  a  depth 
of  100  ft., -occupied  as  garage  for  more  than  five  motor 
vehicles;  it  is  proposed  to  install  a  repair  shop  in  the 
building  in  addition  to  the  garage  occupancy,  the  garage 
occupajicy  having  been  granted  by  the  board  under  Cal. 
No..  198-16-BZ ;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  her  basis  of  appeal  under  section  21  of  the 
building  zone  resolution;  and  it  is  entitled  to  relief. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21  thereof,  to  permit  the  occupancy  of  the  building 
to  include  automobile  repairing  as  well  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles,  permitted 
under  Cal.  No.  198  of  1916,  on  condition  that  repairing 
shall  be  done  with  hand  tools  only  and  that  no  motor 
driven  machine  shall  be  installed  requiring  power  greater 
than  horse  power;  that  no  anvil  or  acetylene  torch  shall 
be  used  on  the  premises;  that  there  shall  be  no  openings 
between  this  building  and  any  adjoining  building;  that 
in  all  other  respects  all  laws  and  regulations  applicable 
hereto  shall  be  complied  with. 


159-36-BZ. 

APPLICANT— Frank  G.  Colgan,  for  Alurion  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  retail  use  district 
the  use  and  maintenance  of  a  plot  of  ground  as  a 
parking  space  for  more  than  five  (5)  motor  ve¬ 
hicles  for  a  temporary  period  of  two  (2)  years. 
PREMISES  AFFECTED— 245-259  West  41st  street,  north 
side,  100  ft.  east  of  8th  avenue  (Block  No.  1013, 
part  of  Lot  No.  3),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Frank  G.  Colgan,  Joseph  Johnson 
and  James  W.  Donahy. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(159-36-BZ) 

Whereas,  Frank  G.  Colgan,  for  Alurion  Realty  Corp., 
owner,  filed  May  29,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  retail  use  district  the 
use  and  maintenance  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor  vehicles  for^  a  tem¬ 
porary  period  of  two  (2)  years;  premises:  245-259  West 
41st  street,  north  side,  100  ft.  east  of  Eighth  avenue  (Block 
No.  1013,  part  of  Lot  No.  3),  Borough  of  Manhattan; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  special  meet¬ 
ing,  October  23,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Eighth  avenue  is  in  retail 
and  also  unrestricted  use  district;  41st  street  is  in  a  retail 
and  unrestricted  use  district,  and  42nd  street  is  in  a  retail 
and  business  use  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  11,  1936,  App.  No.  76-1936,  reads: 

“1.  The  parking  of  more  than  five  motor  vehicles 
in  a  retail  district  is  contrary  to  section  4  of  the  zon¬ 
ing  law.” 

and 

Whereas,  the  premises  (part  of  a  larger  parcel  of  prop¬ 
erty  having  a  frontage  of  49  ft.  on  Eighth  avenue)  con¬ 
sists  of  a  plot  of  ground  having  a  frontage;of  150  ft.  and 
a  depth  of  98  ft.  9  in.- — proposes  to  use  the? premises  as  a 
parking  space  for  more-  than  five  motor-  vehicles  for  a 
period  of  two  (2)  years;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  7,  sub¬ 
division  H,  and  that  the  application  should  be  granted. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and- it  hereby  is  granted,  under  section  7 
subdivision  H,  permitting  the  premises  under  appeal  to  be 
used  for  a  period  of  two  (2)  years  for  parking  and  stor¬ 
age  of  motor  vehicles,  on  condition  that  the  plot  shall  be 
levelled  substantially  to  the  grade  of  West  41st  street  and 
shall  be  covered  with  steam  cinders,  or  similar  material , 
properly  bound  to  prevent  dusting;  that  there  shall  be 
erected  on  the  lot  lines  except  where  walls  of  adjacent 
buildings  exist  on  the  lot  line,  a  substantial  woven-wire 
fence  not  less  than  6  ft.  in  height;  that  a  similar  fence 
shall  be  erected  along  the  building  line  of  West  41st  street, 
with  not  over  two  openings  therein,  not  exceeding  12  ft. 
in  width  each;  that  the  curb  cuts  opposite  such  openings 
shall  not  exceed  15  ft.  each;  that  during  the  period  of  this 
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variance,  the  plot  shall  not  be  used  for  any  other  purpose 
than  parking  and  storage  herein  permitted ;  that  no  build¬ 
ing  shall  be  erected  on  the  property  other  than  an  office 
not  exceeding  15  ft.  in  each  direction  and  one  story  in 
height  for  use  only  as  shelter  for  attendant  and  for  toilet 
accommodations ;  and  that  there  shall  be  no  advertising 
of  any  nature  permitted  on  the  property  other  than  the 
signs  at  the  entrance,  indicating  the  hereby  permitted  use. 


180-36-BZ. 

APPLICANT — Joseph  T.  Hammer,  for  Margaret  V. 
McCabe,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
change  of  occupancy  of  an  existing  building  from 
residence  use  to  business  use  (undertaking  estab¬ 
lishment). 

PREMISES  AFFECTED — 1938  Grand  Concourse,  east 
side,  71.04  ft.  south  of  East  178th  street  (Block 
No.  2810,  Lot  No.  5),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Joseph  T.  Hammer  and  Joseph 
Singer. 

For  Opposition:  Charles  Wegner,  Dr.  Max  Fried¬ 


man,  and  Mitchell  J.  Sherwin. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative-  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Walsh  4 

Absent  .  0 

THE  RESOLUTION— 

(180-36-BZ) 


Whereas,  Joseph  T.  Hammer,  for  Margaret  V.  McCabe, 
owner,  filed  June  12,  1936,  an  application  under  the  build¬ 


ing  zone  resolution  to  permit  in  a  residence  use  district 
the  change  of  occupancy  of  an  existing  building  from 
residence  use  to  business  use  (undertaking  establishment)  ; 
premises:  1938  Grand  Concourse,  east  side,  71.04  ft.  south 
of  East  178th  street  (Block  No.  2810,  Lot  No.  5),  Borough 
of  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  special  meet¬ 
ing,  October  23,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  and  East 
178th  street  are  both  in  a  residence  district;  Echo  place 
is  in  residence  and  business  district,  and  Anthony  avenue 
is  in  residence  and  business  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  16,  1936,  reads : 

“You  are  hereby  advised  that  the  use  of  the  above 
premises  as  an  undertaking  establishment  would  be 
prohibited  as  the  location  is  within  a  residence  dis¬ 
trict,  and  your  application  for  a  certificate  of  occu¬ 
pancy  is  therefore  denied.” 

and 

Whereas,  the  building  is  of  frame  construction,  2^4 
stories  in  height,  with  a  frontage  of  23  ft.  and  a  depth  of 
46  ft.  2  in. ;  to  be  occupied  as  a  funeral  parlor  in  the  first 
story  and  for  dwelling  purposes  in  the  upper  stories ;  and 
Whereas,  the  applicant  failed  to  substantiate  the  basis 
of  his  application  under  section  21  of  the  building  zone 
resolution  in  that  no  hardship  was  shown  or  proven. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


Adjourned,  1  :  :20  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  OCTOBER  27,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Ross. 

The  minutes  of  the  special  meeting  of  the  board  held 
on  Friday  morning,  October  16,  1936;  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  morning, 
October  20,  1936,  and  the  minutes  of  the  regular  meeting 
of  the  board  held  on  Tuesday  afternoon,  October  20,  1936, 
were  approved  as  printed  in  Bulletin  No.  43,  Vol.  XXI. 


BUILDING  ZONE  CASES 

391 -27- BZ. 

APPLICANT — Daniel  Marshall,  for  Sinclair  Refining  Co., 
lessee  (long  term  lease). 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district,  the 
erection  and  maintenance  of  a  gasoline  service 
station  (previously  denied  under  Section  7(c)  of 
the  building  zone  resolution;  reopened  Tune  16, 
1936). 

PREMISES  AFFECTED— 5214-5218  Broadway  and  89 
West  225th  street,  northeast  corner  (Block  No. 
2215,  Lot  No.  106),  Borough  of  Manhattan. 


APPEARANCES— 

For  Applicant:  Daniel  Marshall  and  P.  C. 
McDonald. 

For  Opposition:  Mrs.  Rose  Scala,  Jay  Anfanger, 
B.  I.  Salinger,  David  Barocas,  H.  M.  Thomp¬ 
son,  Antonio  Bentrovato  and  others. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936, 
at  2  P.M.  for  report  of  committee.  No  further 
argument. 


16-36-BZ. 

APPLICANT — Albert  Goldhammer,  for  A.  F.  &  G.  Realty 
Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  Sections  7  (f)  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 1865-1869  Westchester  avenue 
and  1301  White  Plains  road,  north  side  of  West¬ 
chester  avenue,  from  Lelatul  avenue  to  White 
Plains  road  (Block  No.  3880,  Lots  1,  2,  3,  4  and  5), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Albert  Goldhammer. 

For  Opposition:  Elise  C.  Gies,  Harry  Blatus,  Mrs. 
Johanna  Sauer,  Mrs.  J.  Weber,  Mrs.  Louis 
Meola,  Thomas  T.  Gillen,  William  A.  Rosen¬ 
baum,  Anthony  Wenner,  Agnes  F.  Kuhn. 
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ACTION  OF  BOARD — Laid  over  to  November  10,  1936 
at  2  P.  M.  for  report  of  committee.  No  further 
argument. 


82-36-BZ. 

APPLICANT— William  Hoelze,  for  Hoelze  Realty  Cor¬ 
poration,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
the  maintenance  of  a  lumber  storage  shed  and  plan¬ 
ing  mill. 

PREMISES  AFFECTED— 206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in  east  of  206th 
street  and  206-19  45th  road,  north  side,  100  ft. 
east  of  206th  street  (Block  No.  3148,  Lot  Nos. 
9/2,  59  and  60),  Bayside,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Seymore  Jackson,  Jos.  B.  Lynch 
and  William  Hoelze. 

For  Opposition:  R.  Harold  Paltrow,  George  V. 
Coe,  James  E.  Green,  Charles  Simpkins,  James 
Robinson,  Anna  Kalista  and  others. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


85-36-BZ. 

APPLICANT— Office  of  Henry  T.  Child,  for  Flatbush 
Savings  Bank,  owner. 

SUBJECT — Application  reopened  and  restored  to  calendar 
September  15,  1936,  having  been  previously  dis¬ 
missed  for  lack  of  prosecution — re  application 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 2235-2247  Flatbush  avenue  and 
1832  East  48th  street,  northeast  corner  (Block  No. 
8487,  Lot  Nos.  1,  3  and  5),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Svdne  Schleman. 

For  Opposition  :  Joseph  Wharhaftig. 

ACTION  OF  BOARD — Application  withdrawn  upon  ver¬ 
bal  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


151-36-BZ. 

APPLICANT — Felix  J.  Wasselle,  for  Yosefa  Showronski, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
change  of  occupancy  of  part  of  an  existing  resi¬ 
dence  building  to  business  use  (store). 
PREMISES  AFFECTED — 439  Vermont  street,  east  side, 
180  ft.  north  of  Blake  avenue  (Block  No.  3774,  Lot 
No.  10),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Felix  J.  Wasselle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(151-36-BZ) 

Whereas,  Felix  J.  Wasselle,  for  Y.  Showronski,  owner, 
filed  May  22,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  residence  use  district  the  change 
of  occupancy  of  part  of  an  existing  residence  building  to 
business  use  (store);  premises:  439  Vermont  street,  east 
side,  180  ft.  north  of  Blake  avenue  (Block  No.  3774,  Lot 
No.  10),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  27,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Vermont  street  is  in  a  resi¬ 
dence  and  business  district ;  Wyona  street  is  in  a  residence 
and  business  district;  Blake  avenue  is  in  a  business  and 
residence  district,  and  Sutter  avenue  is  in  a  business  dis¬ 
trict  ;  and  . 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  12,  1936,  re  App.  No.  3217-1936,  reads  : 

“Proposed  conversion  to  business  use  of  building  in 
a  residential  use  district  is  contrary  to  article  2,  section 
3  of  the  building  zone  resolution  and  is  therefore  de¬ 
nied.” 

and  ...  . 

Whereas,  the  building  is  of  non-fireproof  construction 
three  stories  in  height,  with  a  frontage  of  20  ft.  and  a  depth 
of  60  ft.,  occupied  as  a  multiple  dwelling;  it  is  proposed  to 
install  a  store  on  the  first  story;  and 

Whereas,  it  appeared  that  the  building  had  been  occu¬ 
pied,  as  to  the  ground  floor,  since  prior  to  the  adoption 
of  the  zoning  resolution  except  for  a  short  period,  and  is 
now  occupied  as  a  store  as  originally  lawfully  occupied; 
and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  permitting  the 
occupancy  of  the  ground  floor  only  for  store  purposes  and 
for  such  use  as  is  permitted  within  a  business  use  zone, 
on  condition  that  in  all  other  respects  the  building  shall 
comply  with  all  rules,  regulations  and  laws  applicable 
thereto  and  that  the  balance  of  the  building  shall  be  used 
for  conforming  use. 


239-36-BZ. 

APPLICANT — Frackman  and  Robins  for  LaFontaine  Es¬ 
tates,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district,  the 
erection  and  maintenance  of  a  business  building 
(stores). 

PREMISES  AFFECTED— Northwest  corner  of  East 
182nd  street  and  Grand  Concourse  (Block  No. 
3163.  Lot  No.  40),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Mark  Frackman  and  L.  B.  Santan- 
gelo. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  Commissioner 


Blum  and  Assistant  Chief  Ross .  3 

Negative:  Commissioner  Savage .  1 

Absent  .  0 

THE  RESOLUTION— 

(239-36-BZ) 


Whereas,  Frackman  &  Robins,  for  LaFontaine  Estates, 
Inc.,  owner,  filed  August  3,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  residence  use  dis- 
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trict  the  erection  and  maintenance  of  a  business  building 
(stores)  ;  premises:  Northwest  corner  of  Grand  Concourse 
and  East  182nd  street  (Block  No.  3163,  Lot  No.  40),  Bor¬ 
ough  of  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  27,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  in  a 
residence  district ;  Creston  avenue  is  in  a  residence  district ; 
Ryer  avenue  is  in  a  residence  district;  and  East  182nd 
street  is  in  a  residence  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  July  17,  1936,  re  N.  B.  Applic.  No.  360-1936, 
reads : 

“1.  Erection  of  proposed  building  for  business  uses 
(stores)  in  residence  district  contrary  to  provisions  of 
building  zone  resolution.” 

and 

Whereas,  the  building  is  to  be  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  47  ft.  on 
Grand  Concourse  and  57  ft.  on  East  182nd  street,  to  be 
occupied  as  five  stores ;  and 

Whereas,  it  appears  that  there  is  an  existing  business 
use  on  these  premises  in  an  old  structure  which  it  is  pro¬ 
posed  to  remove  and  replace  with  a  modern  building ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  permitting  the 
plot  under  appeal  to  be  used  for  limited  business  pur¬ 


poses,  on  condition  that  the  existing  building  shall  be 
entirely  removed;  that  the  new  building  to  be  erected  shall 
not  exceed  one  story  in  height  with  stores  with  show  win¬ 
dows  facing  upon  the  Grand  Concourse,  except  that  there 
may  be  show  windows  on  East  182nd  street  for  a  dis¬ 
tance  not  to  extend  beyond  a  point  30  ft.  westerly  from 
the  Grand  Concourse;  that  the  building  shall  be  con¬ 
structed  of  brick  with  stone  or  architectural  terra  cotta 
or  equivalent  trimmings ;  that  the  interior  height  of  the 
store  shall  not  exceed  11  ft.;  that  westerly  from  a  point 
30  ft.  west  of  the  Grand  Concourse  the  street  wall  along 
East  182nd  street  shall  have  no  windows  with  sills  less 
than  5  ft.  above  the  sidewalk  and  not  more  than  one  exit 
door,  not  over  3  ft.  6  in.  in  width,  placed  not  nearer  than 
10  ft.  from  the  westerly  lot  line ;  that  there  shall  be  no 
openings  in  the  rear  on  the  interior  lot  line  walls  to  ad¬ 
joining  property;  that  any  skylights  erected  in  roof  shall 
be  not  nearer  than  8  ft.  to  adjoining  premises;  that  such 
skylights  shall  be  constructed  of  metal  glazed  with  wire 
glass ;  that  the  stores  shall  not  be  occupied  as  meat  mar¬ 
kets  or  fish  markets,  undertaker  parlors,  bakeries  having 
ovens  or  any  other  use  that  the  commissioner  may  deem 
objectionable;  that  no  roof  signs  shall  be  erected  and 
no  other  signs  shall  be  erected  other  than  on  plate  glass 
windows  of  the-  stores  and  permanent  signs  attached  to 
the  building  in  the  space  provided  on  the  parapet  over 
show  windows,  excluding  all  signs  on  awnings ;  that  the 
cellar  underneath  proposed  building  may  be  used  in  con¬ 
nection  with  stores ;  and  that  all  permits  shall  be  obtained 
and  all  work  completed  within  one  year  from  the  date  of 
this  action. 


Adjourned,  1  :00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  OCTOBER  27,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Ross. 


BUILDING  ZONE  CASES 

281-36-BZ. 

APPLICANT — Thomas  W.  Lamb,  Inc.,  for  Enfants  Real 
Estate  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7b,  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  residence  use  dis¬ 
trict  the  alteration  of  an  existing  business  building 
so  as  to  include  a  theatre. 

PREMISES  AFFECTED — 1146-1148  Madison  avenue  and 
26-28  East  85th  street,  southwest  corner  (Block  No. 
1496,  Lot  No.  60),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Opposition:  Mildred  E.  Goldberg. 

ACTION  OF  BOARD— Laid  over  to  November  4,  1936  at 
2  P.M.  for  further  consideration  by  the  board. 


217-28-BZ. 

APPLICANT — Tobias  Goldstone,  for  Lillie  Solomon, 
owner. 


SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  facts  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 1004-1012  Broadway  and  861- 
881  Willoughby  avenue,  northwest  corner  (Block 
No.  1590,  Lot  Nos.  19  and  20),  Borough  of  Brook- 

APPEARANCES— 

For  Applicant :  Tobias  Goldstone. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 


145-36-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Katherine  Eck- 
hardt,  owner. 

SUBJECT — Application  Ire  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 379  Fast  Gun  Hill  road  and 
3501  Webster  avenue,  northwest  corner  (Block  No. 
3356,  Lot  No.  220),  Borough  of  The  Bronx. 
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APPEARANCES— 

For  Applicant:  Max  Siegel. 

For  Opposition:  John  G.  Coleman. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE — 

Affirmative :  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Ross .  3 

Negative:  Chairman  Murdock  .  1 

Absent  .  0 

THE  RESOLUTION— 

( 145-36-BZ) 

Whereas,  Scacchetti  &  Siegel,  for  Katherine  Eckhardt 
owner,  filed  May  19,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  station ; 
Premises:  379  East  Gun  Hill  road  and  3501  Webster  ave¬ 
nue,  northwest  corner  (Block  No.  3356,  Lot  No.  220),  Bor¬ 
ough  of  The  Bronx  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  October  27,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Gun  Hill  road  is  in  business 
and  residence  districts;  Webster  avenue  is  in  business  and 
unrestricted  districts  and  Decatur  avenue  is  in  residence 
and  business  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  12,  1936,  N.B.  App.  No.  169-1936,  reads : 

“1.  Erection  of  building  and  maintenance  of  prem¬ 
ises  in  business  district  as  gasoline  service  station  is 
contrary  to  provisions  of  building  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  9  ft.  2  in.  on  Gun  Hill 
road  and  78  feet  on  Webster  avenue.  Proposes  to  erect 
upon  the  site  a  one  story  office  9  ft.  by  15  ft.  in  area  and 
to  install  the  necessary  tanks  and  pumps  for  a  gasoline 
service  station ;  and 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board;  and 

Whereas,  information  has  been  obtained  from  the  com¬ 
missioner  of  buildings  as  to  the  legal  use  of  the  passage¬ 
way  on  adjoining  premises  from  the  existing  gasoline  sta¬ 
tion  on  Webster  avenue  through  to  Gun  Hill  road ;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  21  of  the 
building  zone  resolutoin,  hardship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  -variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21,  for  a  period  of  five  years,  on  condition  that  the  prem¬ 
ises  shall  be  levelled  substantially  to  the  grade  of  Webster 
avenue;  that  the  accessory  building  for  office  use  shall  be 
located  near  the  corner  formed  by  the  intersection  of  Gun 
Hill  road  and  Webster  avenue,  as  shown  on  plans  filed  with 
this  appeal ;  that  there  shall  be  erected  on  the  interior  lot 
line,  where  not  occupied  by  walls  of  the  accessory  office 
building,  a  masonry  wall  not  less  than  7  ft.  in  height 
continuously  from  Gun  Hill  road  to  Webster  avenue,  except 
that  the  wall  may  be  at  the  height  of  4  ft.  at  the  street 
line  of  Webster  avenue  and  be  graduated  upward  at  the 
rate  of  1  ft.  in  4  ft.  to  7  ft.  height;  that  pumps  shall  be 
located  not  nearer  than  10  ft.  to  the  building  line  of  Web¬ 
ster  avenue ;  that  the  entire  area  of  plot  where  not  cov¬ 
ered  by  accessory  building  and  wall  shall  be  cement 
paved;  that  entrances  shall  be  exclusively  from  Webster 
avenue  and  shall  not  exceed  two  entrances,  each  not  ex¬ 
ceeding  30  ft.  in  width  ;  that  no  automobile  repairing  shall 
be  carried  on  in  the  premises  and  no  parking  of  cars  other 
than  those  being  serviced ;  that  no  portable  pumps  shall  be 


used  on  or  from  the  premises;  that  all  signs  shall  be 
limited  to  the  illuminated  globes  of  the  pumps  and  to  per¬ 
manent  fiat  sign  erected  against  the  wall  of  the  office  ac¬ 
cessory  building,  excluding  all  roof  signs  and  temporary 
signs  but  permitting  the  erection  of  one  post  standard 
within  the  building  line  within  25  ft.  of  the  intersection 
to  carry  a  sign  which  may  be  illuminated,  advertising  only 
the  brand  of  gasoline  sold  provided  that  the  sign  shall  not 
extend  beyond  the  building  line  for  a  distance  of  more 
than  5  ft. ;  and  that  all  permits  shall  be  obtained  and  all 
work  shall  be  completed  within  one  year  from  the  date  of 
this  action. 


51-36-BZ. 

APPLICANT— Alfred  H.  Eccles,  for  Isabelle  B.  Booth, 
owner. 

SUB TECT— Application  for  reopening— approval  of  plans 
— re  application  (decision  of  the  commissioner  of 
buildings)  under  sections  7e  and  21  of  the  building 
zone  resolution,  permitting  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles  and  also  a 
gasoline  service  station. 

PREMISES  AFFECTED— 153-02  Hillside  avenue  and 
87-61  153rd  street,  southeast  corner  (Block  No. 
838,  Lot  No.  13),  Jamaica,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Alfred  H.  Eccles. 

ACTION  OF  BOARD — Application  reopened  and  plans 
approved. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  . 

Absent  .  0 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(51-36-BZ) 

Whereas,  this  application  affecting  premises  153-02  Hill¬ 
side  avenue  and  87-61  153rd  street,  southeast  corner  (Block 
No.  838,  Lot  No.  13),  Jamaica,  Borough  of  Queens,  was 
granted  by  the  board  June  9,  1936,  on  certain  conditions; 
resolution  amended  September  29,  1936  and  applicant  re¬ 
quested  an  approval  of  the  plans  in  accordance  therewith 
except  as  to  the  setting  back  of  the  pumps. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  plans  as  complying  with  resolution  of  July 
9,  1936,  as  amended  September  29,  1936,  and  permitting  the 
pumps  as  shown  thereon  to  be  not  nearer  than  10  ft.  from 
either  street  line. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

292-36-A. 

APPLICANT — Harry  Kauder,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 282-296  Chester  street  north  of 
Dumont  street,  and  251-279  Bristol  street  (Block 
No.  3559,  Lot  Nos.  39,  40,  41,  42  and  43),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Abraham  Brodsky. 

For  Opposition:  Jerome  Wanshel. 

For  Administration :  Assistant  Engineer,  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  November  4,  1936, 
at  2  P.M.  on  request  of  applicant’s  representative. 
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307-36-A. 

APPLICANT — Benjamin  Saltzman,  Assistant  Engineer, 
for  Edwin  H.  Thatcher,  Commissioner,  Depart¬ 
ment  of  Buildings,  Borough  of  Brooklyn. 

OWNER  OF  PREMISES  AFFECTED— Parcels  Holding 
Company. 

SUBJECT — Application  for  revocation  of  temporary  cer¬ 
tificate  of  occupancy. 

PREMISES  AFFECTED — 67-69  Schermerhorn  street, 
north  side,  172  ft.  6  in.  east  of  Court  street  (Block 
No.  269,  Lot  No.  14),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Benjamin  Saltman,  Harry  G.  Hill, 
Dr.  Peters,  Mr.  Macy,  Mr.  Peterkin,  Miss 
Hatch,  Mrs.  Lewis,  Mrs.  Levine,  Harry  Kohl, 
Miss  Riddle,  Capt.  Hagan,  Mrs.  Livingston, 
and  Wm.  M.  Robewald. 

For  Opposition:  Louis  M.  Notkin,  and  Murray 
Karnal. 

ACTION  OF  BOARD — Laid  over  to  November  4,  1936,  at 
2  P.M.  for  attorney  for  lessee  of  premises  in  ques¬ 
tion  to  produce  witnesses  to  testify  and  also  for 
inspection  by  committee  of  board. 


276-36-A. 

APPLICANT — George  G.  Lake,  for  Frank  Licato,  neigh¬ 
boring  property  owner. 

OWNER  OF  PREMISES  UNDER  APPEAL:  M.  S.  P. 
Estates,  Inc. 

SUBJECT — Appeal  from  decision  of  the  commissioner  of 
buildings  and  decision  of  the  board  of  buildings — 
revocation  of  permit. 

PREMISES  AFFECTED — 94  Bowery,  west  side,  50  ft.  8 
in.  north  of  Hester  street  (Block  No.  239,  Lot  No. 
36),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  George  G.  Lake,  Henry  Alexander. 
For  Opposition :  Charles  A.  Cohen. 

ACTION  OF  BOARD — Appeal  to  revoke  permit  granted. 
THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  . 4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(276-36-A) 

Whereas,  George  G.  Lake,  on  behalf  of  Frank  Licato, 
an  adjoining  owner,  filed  September  16,  1936,  an  appeal 
from  an  order  of  the  commissioner  of  buildings  and  a 
decision  of  the  board  of  buildings,  affecting  premises  94 
Bowery,  west  side,  50  ft.  8  in.  north  of  Hester  street 
(Block  No.  239,  Lot  No.  36),  Borough  of  Manhattan;  and 

Whereas,  the  amendment  made  June  22,  1936  to  Alt. 
Applic.  No.  3346-1935,  items  6  and  9,  reads  as  follows: 

“6.  Request  reconsideration  of  this  objection  inas¬ 
much  as  there  is  no  fire  escape  at  rear  of  building  and 
roof  of  store  extension  covering  the  entire  yard  will 
be  fireproof  construction.” 

“9.  Respectfully  request  reconsideration  of  this  ob¬ 
jection  as  beds  will  be  enclosed  with  6  ft.  6  in.  high 
dwarf  screens  (cubicles).” 
and 

Whereas,  objections  on  Alt.  Applic.  No.  3346-1935,  dis¬ 
approved  December  20,  1935,  Nos.  6  and  9,  read  as  follows : 

“6.  Fireproof  passage  from  street  to  yard  is  re¬ 
quired,  section  26-31  M.D.  law.” 

“9.  Cubicles  do  not  conform  to  room  sizes  as  re¬ 
quired  under  section  31.” 
and 

Whereas,  the  decision  of  the  board  of  buildings,  dated 
August  20,  1936,  Appeal  No.  190-36,  sustaining  the  approval 
on  July  8,  1936  given  by  the  commissioner  of  buildings  to 
the  reconsideration  of  objections  6  and  9,  as  noted  above, 
reads  as  follows : 


“A-19Q/36  August  20, 1936 

BOARD  OF  BUILDINGS 
APPLICATION  FOR  REVOCATION  OF  AP¬ 
PROVAL  OF  PLANS  AND  ISSUANCE 
OF  PERMIT  IN  RELATION  TO 
ALTERATION  3346/35 

APPELLANT — George  G.  Lake,  7  East  42nd  street, 
New  York  City. 

SUBJECT — Application  for  revocation  of  approval  of 
plans  and  issuance  of  permit  in  relation  to 
Alt.  3346/35. 

PREMISES  AFFECTED — 94  Bowery,  Borough  of 
Manhattan,  Alt.  3346/35. 

APPEARANCES- — George  Lake. 

ACTION  OF  THE  BOARD — Application  for  revoca¬ 
tion  denied. 

THE  VOTE  TO  DENY— Affirmative  : 

Chairman  Fassler,  Commissioners  Lang- 
worthy  and  Reville ;  Mr.  Ripperger,  repre¬ 


senting  Commissioner  Keller  .  4 

Negative  .  0 

THE  RESOLUTION— 


Whereas,  on  August  14,  1936,  George  G.  Lake,  on 
behalf  of  Frank  Licato,  the  owner  in  fee  of  premises 
125  Bowery,  Borough  of  Manhattan,  filed  an  appeal 
for  revocation  of  approval  of  plans  and  issuance  of 
permit  in  relation  to  Alteration  3346-35  on  premises ;  94 
Bowery,  Borough  of  Manhattan ;  and 

Whereas,  this  appeal  was  taken  by  a  member  of 
the  Lodging  House  Association  and  not  by  the  owner ; 
and 

Whereas,  the  Board  of  Standards  and  Appeals  has 
already  ruled  upon  this  case. 

Resolved,  that  the  appeal  for  revocation  of  approval 
of  plans  and  the  issuance  of  permit  by  the  commis¬ 
sioner  of  buildings,  Borough  of  Manhattan,  be  and 
it  hereby  is  denied,  because  it  is  the  consensus  of  opin¬ 
ion  of  the  board  of  buildings  that  they  have  no  au¬ 
thority  under  the  law  to  reverse  the  action  of  the 
Board  of  Standards  and  Appeals.” 

and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  August  27,  1935,  issued  subsequent  to  the  action 
of  the  board  of  buildings,  reads  as  follows : 

“'In  reply  to  your  letter  of  August  21  relative  to 
the  above  mentioned  alteration  application,  I  wish  to 
advise  you  that  I  have  checked  over  the  objections 
and  reconsiderations  outlined  in  your  letter,  and  I 
find  no  reason  for  revoking  the  permit. 

However,  if  you  feel  aggrieved,  you  have  a  right 
to  take  this  matter  to  the  Board  of  Standards  and 
Appeals.” 

and 

Whereas,  the  building  in  question,  which  was  erected 
prior  to  1893,  is  located  in  an  unrestricted  district  and  is 
of  ordinary  brick  construction,  24  ft.  by  90  ft.  in  area,  five 
stories,  56  ft.  10  in.  in  height;  OCCUPIED:  Cellar — stor¬ 
age;  1st  floor — store;  2nd  to  5th  floors — lodging  house — 30 
persons  per  floor,  for  which  a  certificate  of  occupancy  has 
not  been  issued ;  and 

Whereas,  the  applicant  contends  that  “under  alteration 
No.  3346,  for  tire  year  1935,  Benjamin  M.  Sylvan,  an  ar¬ 
chitect  acting  on  behalf  of  the  owner,  filed  plans  for  a 
proposed  alteration  of  the  building  from  a  loft  building 
to  a  lodging  house ;  that  after  examination  of  the  pro¬ 
posed  plans  by  the  examiner  for  the  commissioner  of 
buildings  for  the  Borough  of  Manhattan,  twenty  objec¬ 
tions  were  filed;  that  only  three  of  these  objections  con¬ 
cern  the  subject  in  question,  namely,  objections  Nos.  2,  6 
and  9,  which  were  as  follows : 

“2.  This  building  should  be  of  fireproof  construc¬ 
tion,  section  72  of  the  building  code.” 

“6.  A  fireproof  passage  from  street  to  yard  is  re¬ 
quired.” 

“9.  Cubicles  do  not  conform  to  room  size  as  re¬ 
quired  under  section  31.” 
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that  on  March  12,  1936,  Mr.  Sylvan,  on  behalf  of  the 
owner,  appealed  to  the  board  of  buildings  for  a  modifica¬ 
tion  of  objection  No.  2;  that  no  appeal  was  ever  taken  by 
the  owner  from  any  of  the  other  objections;  that  objection 
No.  2  was  sustained  by  the  board  of  buildings,  and  the 
action  of  the  commissioner  of  buildings  for  the  Borough 
of  Manhattan  was  affirmed;  that  thereafter  the  owner 
appealed  to  the  Board  of  Standards  and  Appeals  arguing 
only  this  item,  and  insisting  that  the  building  did  not 
have  to  be  fireproof  by  reason  of  the  fact  that  the  dormi¬ 
tories  were  open  dormitories  and  the  building  consequently 
had  only  four  sleeping  rooms  and  not  fifteen;  that  upon 
the  argument  of  the  appeal,  the  architect,  appealing  on 
behalf  of  the  owner,  stated  and  made  clear  to  the  Board 
of  Standards  and  Appeals  that  all  of  the  other  provisions 
of  the  multiple  dwelling  law  would  be  complied  with;  that 
the  owner  never  contended  before  this  that  any  objection 
other  than  objection  No.  2  was  improperly  taken;  that 
thereafter  on  June  9,  1936,  the  Board  of  Standards  and 
Appeals,  in  determining  the  appeal  (130-36A),  reversed 
the  action  of  the  board  of  buildings  and  held  that  the 
building  did  not  have  to  be  fireproof ;  that  the  resolution, 
as  shown  in  the  Bulletin  of  the  Board  of  Standards  and 
Appeals  dated  June  16,  1936,  contained  the  following  sig¬ 
nificant  statement : 

“Whereas  the  applicant  states  that  the  existing  build¬ 
ing  will  be  reconstructed  to  comply  with  the  multiple 
dwelling  law  under  section  8,  paragraph  1,  without 
deviation  therefrom.” 

“That  after  the  action  of  the  Board  of  Standards  and 
Appeals  in  reversing  objection  No.  2,  the  architect  prompt¬ 
ly  applied  to  the  commissioner  of  buildings  for  the  Bor¬ 
ough  of  Manhattan  for  a  reconsideration  of  objections 
No.  6  and  No.  9,  in  the  following  language : 

“6.  Request  reconsideration  of  this  objection  inas¬ 
much  as  there  is  no  fire  escape  at  rear  of  building  and 
the  roof  of  the  store  extension  covering  the  entire 
yard  will  be  made  fireproof  construction.” 

“9.  Respectfully  request  reconsideration  of  this  ob¬ 
jection  as  beds  will  be  enclosed  with  6  ft.  6  in.  high 
dwarf  screens  (cubicles).” 

That  it  will  be  noted  that  the  owner,  at  all  times  pre¬ 
vious  thereto,  admitted  that  these  objections  were  well 
taken;  that  nevertheless,  the  commissioner  of  buildings 
for  the  Borough  of  Manhattan  granted  reconsideration  of 
these  two  objections  and  waived  them;  that  the  appellant 
herein  thereafter  took  an  appeal  to  the  board  of  buildings 
from  the  action  of  the  commissioner;  that  the  board  of 
buildings  on  August  20,  1936,  adopted  the  following  reso¬ 
lution  : 

“Whereas,  on  August  14,  1936,  George  G.  Lake,  on 
behalf  of  Frank  Licato,  the  owner  in  fee  of  premises 
125  Bowery,  Borough  of  Manhattan,  filed  an  appeal 
for  revocation  of  approval  of  plans  and  issuance  of 
permit  in  relation  to  alteration  3346/35  on  premises 
94  Bowery,  Borough  of  Manhattan;  and 

Whereas,  this  appeal  was  taken  by  a  member  of 
the  Lodging  House  Association  and  not  by  the  owner ; 
and 

Whereas,  the  Board  of  Standards  and  Appeals  has 
already  ruled  upon  this  case. 

Resolved,  that  the  appeal  for  revocation  of  approval 
of  plans  and  the  issuance  of  permit  by  the  commis¬ 
sioner  of  buildings,  Borough  of  Manhattan,  be  and 
it  hereby  is  denied,  because  it  is  the  consensus  of 
opinion  of  the  board  of  buildings  that  they  have  no 
authority  under  the  law  to  reverse  the  action  of  the 
Board  of  Standards  and  Appeals.” 

That  this  resolution  is  somewhat  difficult  of  compre¬ 
hension  as  the  Board  of  Standards  and  Appeals  not  only 
did  not  have  objections  No.  6  and  No.  9  before  it,  but 
the  owner  conceded  before  the  board  that  these  objections, 
No.  6  and  No.  9,  were  well  taken;  that  after  the  decision 
of  the  board  of  buildings  the  appellant  herein  applied  to 
the  commissioner  of  buildings  for  the  Borough  of  Man¬ 
hattan  for  reconsideration ;  that  this  reconsideration  was 


refused;  that  the  fireproof  passage  from  street  to  yard 
is  required  under  section  26,  subdivision  3  (i)  of  the  mul¬ 
tiple  dwelling  law,  and  the  commissioner  had  no  power 
to  waive  this  requirement ;  that  section  32  of  the  multiple 
dwelling  law  prohibits  the  use  of  cubicles;  that  further¬ 
more,  if  cubicles  be  permitted,  the  same  must  be  consid¬ 
ered  rooms,  and  in  that  event  the  building  will  contain 
more  than  fifteen  rooms  and  must  be  fireproof  under  sec¬ 
tion  72  of  the  building  code;  that  on  December  4,  1934,  in 
acting  upon  appeal  No.  298-34-A,  the  Board  of  Standards 
and  Appeals  held  that  where  a  loft  building  exceeds  40  ft. 
in  height,  it  must  be  fireproof  throughout  on  conversion 
to  a  lodging  house;  that  in  that  appeal,  however,  the 
owner  had  broken  up  the  floors  into  cubicles;  that  this 
decision  was  called  to  the  attention  ot  the  Board  of 
Standards  and  Appeals  when  130-36-A,  the  previous  ap¬ 
peal  herein,  was  argued  and  was  distinguished  upon  the 
ground  that  cubicles  constituted  rooms  and  that  the  prior 
decision  was  consequently  not  a  precedent  as  there  more 
than  fifteen  sleeping  rooms  were  involved;  that  the  owner 
in  the  present  case  concedes  that  the  interposition  of 
screens  if  allowed  would  make  the  rooms  cubicles,  as  in 
his  very  request  for  reconsideration  the  owner  used  the 
word  “cubicle” ;  that  cubicles  are  not  permitted  at  all,  but 
that  if  they  are  permitted,  they  must  be  considered  rooms 
in  interpreting  the  provision  of  section  72  of  the  building 
ing  code,  and  that  consequently,  if  the  owner  desires  to 
put  up  screens,  the  building  must  be  made  fireproof.  That 
the  decision  of  the  board  of  buildings  dated  August  20, 
1936  must  at  all  events  be  reversed  as  incorrect;  that  the 
appeal  should  be  allowed,  the  orders  and  the  decisions  of 
the  commissioner  of  buildings  and  of  the  board  of  build¬ 
ings  should  be  reversed,  and  objections  No.  6  and  No.  9 
should  be  reinstated.” 
and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  report  of  which  inspec¬ 
tion  was  read  at  this  hearing  and  which  report  follows: 

REPORT  OF  COMMITTEE. 

Cal.  No.  276-36- A. 

Premises :  94  Bowery,  Borough  of  Manhattan. 

This  is  an  appeal  brought  by  an  adjacent  property 
owner  to  review  an  action  by  the  commissioner  ot 
buildings  in  carrying  out  a  decision  of  the  board  of 
building  commissioners  varying  the  requirements  of 
the  multiple  dwelling  law.  The  plans  were  filed  under 
alteration  3346  of  1935  and  twenty  objections  were 
made  by  the  examiner.  Objection  No.  2,  in  which  it 
was  required  that  the  building  should  be  fireproof 
under  section  72  of  the  building  code,  was  passed  on 
by  the  board  of  buildings.  A  further  objection,  No.  9, 
was  raised  that  “cubicles  do  not  conform  to  room  size 
as  required  under  section  31”  of  the  multiple  dwelling 
law.  An  appeal  was  taken  to  the  Board  of  Standards 
and  Appeals  under  its  Cal.  No.  130-36-A,  upon  the  deci¬ 
sion  of  the  board  of  buildings  upholding  the  interpre¬ 
tation  of  the  commissioner  as  to  objection  No.  2. 
Prior  to  this  appeal  being  filed  with  the  Board  of 
Standards  and  Appeals,  the  plans  were  amended  to 
omit  the  cubicle  partitions,  so  that  before  the  board 
was  the  question:  “Does  section  72,  subdivision  C,  re¬ 
quire  the  building  to  be  fireproof  if  it  is  more  than 
40  ft.  in  height  but  has  less  than  fifteen  sleeping 
rooms?”  The  board  decided  on  June  9,  1936,  under 
Cal.  No.  130-36-A,  that  it  does  not  require  such  a 
residential  building  to  be  fireproof  under  the  building 
code  section  72.  The  record  before  the  board  is  clear 
that  each  floor  was  to  be  an  unsubdivided  open  dormi¬ 
tory  and  also  that  the  area  of  the  building  was  less  than 
2,500  sq.  ft. 

Later,  the  plans  were  again  amended  on  June  22, 
1936,  to  include  the  cubicle  partitions  and  the  com¬ 
missioner  was  asked  to  reconsider  this  objection,  No. 
9,  and  also  another  objection,  No.  6,  permitting  the 
omission  of  a  fire  passage  from  the  rear  yard.  These 
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objections  were  removed  and  the  amended  applica¬ 
tion  approved  on  July  8,  1936.  On  August  20  the 
board  of  buildings  sustained  the  action  of  the  com¬ 
missioner  and  refused  to  revoke  his  action. 

Under  section  9  of  article  2  of  the  multiple  dwell¬ 
ing  law  no  modification  or  dispensing  of  the  law  is 
permitted.  There  is  no  authority  given  in  any  law 
to  vary  the  multiple  dwelling  law  except  as  may  be 
specifically  provided  for  therein.  The  board  of  build¬ 
ings  have  no  power  under  section  406  or  section  411 
of  the  Charter  to  sit  in  review  upon  a  decision  of 
the  commissioner  of  buildings.  (Powell  Garage  Co., 
Inc.  vs.  Murdock  et  al).  Waiving  the  requirement 
for  a  fireproof  passage  from  the  rear  yard  is  waiv¬ 
ing  a  requirement  applicable  to  all  buildings  here¬ 
after  erected  except  as  therein  stated  under  section 
26,  subdivision  3  (1).  This  section  applies  to  this 
building  under  the  requirements  of  section  8,  subdivi¬ 
sion  1.  There  is  no  basis  in  the  law  for  the  omis¬ 
sion  of  this  fireproof  passageway  even  if  there  is 
no  rear  fire  escape.  Restoring  the  cubicle  partitions 
voids  the  decision  of  this  board  under  Cal.  No.  130- 
36-A.  Such  partitions  are  prohibited  under  section  32 
unless  that  section  is  complied  with.  If  it  is  com¬ 
plied  with,  then  the  building  would  have  more  than 
fifteen  sleeping  rooms  and  that  fact  plus  the  height 
in  excess  of  40  ft.  would  require  the  building  to  be 
fireproof  under  section  72. 

There  may  be  room  for  doubt  as  to  whether  cubicle 
partitions  as  proposed  6  ft.  6  in.  high  form  “rooms” 
under  section  31  of  the  multiple  dwelling  law.  In  the 
opinion  of  the  committee  cubicle  partitions  or  dwarf 
screens  as  they  are  termed  in  the  application  filed 
with  the  commissioner  of  buildings  in  effect  form 
rooms.  In  any  event,  permitting  them  without  com¬ 
plying  with  section  32  of  the  multiple  dwelling  law  is 
illegal.  If  it  is  illegal  to  permit  them  in  this  build¬ 
ing,  any  argument  that  a  dormitory  with  dwarf  screens 
is  more  desirable  than  an  open  dormitory,  is  beside 
the  point. 

The  committee  recommends  that  the  appeal  be 
granted  and  the  decision  of  the  commissioner  of 
buildings  in  approving  the  omission  of  the  passage 
to  yard  and  the  installation  of  cubicle  partitions  as 
proposed  set  aside. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 


and 


Whereas,  this  report  recommended  the  granting  of  the 
appeal  and  the  board  deemed  that  the  appeal  to  reverse 
the  decision  of  the  commissioner  of  building  and  of  the 
board  of  buildings  should  be  granted. 

Resolved,  that  the  decisions  of  the  commissioner  of 
buildings  and  of  the  board  of  buildings  be  and  they  hereby 
are  reversed  and  that  the  appeal  be  and  it  hereby  is 
granted,  revoking  the  permit. 


290-36-A. 

APPLICANT — Benjamin  Saltzman,  Assistant  Engineer, 
for  Commissioner  of  Buildings,  Borough  of  Brook¬ 
lyn. 

OWNER  OF  PREMISES — Lena  Trotzky. 

SUBJECT — Application  for  the  revocation  of  certificate  of 
occupancy  No.  24684  and  permit  No.  13140-1923. 
PREMISES  AFFECTED — 574  Saratoga  avenue,  west  side, 
192  ft.  north  of  Sutter  avenue  (Block  No.  3514, 
Lot  No.  63),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Benjamin  Saltzman,  Jerome  Wan- 
shell. 

For  Opposition:  Julius  Trachman,  Anna  Levine. 


ACTION  OF  BOARD — Appeal  to  revoke  certificate  of 
occupancy  and  permit  granted. 

THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(290-36-A) 

Whereas,  Benjamin  Saltzman,  Assistant  Engineer,  De¬ 
partment  of  Buildings,  Brooklyn,  on  behalf  of  David  J. 
Shaw,  Acting  Commissioner  of  Buildings,  Borough  of 
Brooklyn,  filed  on  September  25,  1936  an  application  for 
revocation  of  certificate  of  occupancy  and  permit  affecting 
premises  574  Saratoga  avenue,  west  side,  192  feet  north 
of  Sutter  avenue  (Block  No.  3514,  Lot  No.  63),  Borough 
of  Brooklyn;  and 

Whereas,  the  premises  consist  of  a  plot  25  by  100  feet 
in  a  residence  use  district  upon  which  was  erected  in  1923 
a  metal  3  car  garage  18  by  24  feet  in  area,  one  story  8  feet 
in  height  for  which  building  permit  13140-19 23  and  certi¬ 
ficate  of  occupancy  24684  was  issued  and  permit  was  is¬ 
sued  September  28,  1923  and  certificate  of  occupancy  on 
March  6,  1924;  and 

Whereas,  the  commissioner  of  buildings  contends  that 
“The  permit  and  certificate  of  occupancy  call  for  the 
building  to  be  used  as  a  3-car  garage;  that  at  the  time  the 
permit  was  issued  these  premises  were  in  a  residence  use 
district,  and  there  has  been  no  subsequent  change  of  zone; 
that  Art.  II,  Section  3  of  the  building  zone  resolution 
states  as  follows : 

“In  a  residence  district  no  building  or  premises  shall 
be  used  for  any  use  other  than  a  use  above  specified 
for  which  buildings  may  be  erected  and  for  the  acces¬ 
sory  uses  customarily  incident  thereto.  The  term  ac¬ 
cessory  use  shall  not  include  a  business  nor  shall  it 
include  any  building  or  use  not  located  on  the  same 
lot  with  the  building  to  which  it  is  accessory.” 

That  at  the  time  this  permit  was  issued  and  up  to  the 
present  time,  there  has  been  no  other  building  erected  on 
this  lot  to  which  this  garage  might  be  an  accessory;  that 
with  the  application  for  the  permit  to  erect  the  garage 
there  was  ..submitted  the  following  affidavits  : — 

State  of  New  York  ] 

City  of  New  York  }■  ss. 

County  of  Kings  J 

Joseph  Rosenkrantz,  of  1911  Douglass  street  in  the 
Borough  of  Brooklyn,  City  and  State  of  New  York, 
who  being  duly  sworn  deposes  and  says  that  the  garage 
he  is  now  putting  up  or  intends  to  put  up,  lot  being 
located  at  westside  Saratoga  avenue,  192  ft.  11  in.  No. 
of  Sutter  avenue,  25  ft.  x  100  ft,  will  be  temporary. 

He  further  deposes  and  says  he  will  build  a  six  fam¬ 
ily  house  on  that  lot  in  the  near  future. 

This  affidavit  is  made  with  intent  to  induce  the 
building  department  of  New  York  City  to  issue  a  per¬ 
mit  to  put  this  temporary  garage  up. 

(Signed)  Joseph  Rosenkrantz. 
Sworn  to  and  subscribed 
before  me  this  24th  day 
of  September,  1923. 

(Signed)  Irving  Leventhal. 

Notary  Public. 

That  the  permit  was  issued  on  the  strength  of  this  affi¬ 
davit;  that  this  permit  and  the  certificate  of  occupancy 
were  both  issued  in  error,  and  the  building  was  and  is 
being  used  contrary  to  the  provisions  of  the  building  zone 
resolution  quoted  above.  That  the  department  of  buildings 
cannot  take  any  action  to  abate  this  violation  of  the  law 
while  the  certificate  of  occupancy  is  in  effect  and  that 
therefore,  both  the  certificate  of  occupancy  and  the  permit 
should  be  revoked;  and 

Whereas,  the  board  deemed  that  the  appeal  should  be 
granted. 
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Resolved,  that  the  appeal  be  and  it  hereby  is  granted,  and 
that  certificate  of  occupancy  No.  24684  and  permit  No. 
13140-23,  be  and  they  hereby  are  revoked. 


313-36-A. 

APPLICANT — Matthew  W.  Del  Gaudio,  for  Pataken 
Realty  Corp.,  owner  and  George  F.  Stuhmer  &  Co., 

lessee. 

SUBJECT — Appeal  from  a  decision  of  the  Board  of 
Health  of  the  Department  of  Health. 

PREMISES  AFFECTED — 401-421  Park  avenue,  816-820 
Kent  avenue,  northwest  corner  and  77-81  Taaffe 
place  (Block  No.  1883,  Lot  Nos.  1-4  and  38-40), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Matthew  W.  Del  Gaudio. 

For  Administration :  Edward  Messer,  Department 
of  Health. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(313-36-A) 

Whereas,  Matthew  W.  DelGaudio,  applicant,  for  Pata¬ 
ken  Realty  Corp.,  owner  and  George  F.  Stuhmer  &  Co., 
lessees,  filed  on  October  21,  1936,  an  appeal  from  a  deci¬ 
sion  of  the  Board  of  Health  affecting  premises  401-421 
Park  avenue,  816-820  Kent  avenue,  northwest  corner  and 
77-81  Taaffe  place  (Block  No.  1883,  Lot  Nos.  1-4,  and 
38-40) ,  Borough  of  Brooklyn ;  and 

Whereas,  the  decision  of  the  Board  of  Health,  dated 
October  13,  1936,  as  contained  in  a  communication  of  the 
secretary,  Department  of  Health,  dated  October  14,  1936, 
reads  as  follows : 

“Resolved,  that  the  plans  and  specification  for  a  cel¬ 
lar  bakery  to  be  located  on  the  southwest  corner  of 
Park  and  Kent  avenues,  Borough  of  Brooklyn,  sub¬ 
mitted  by  George  F.  Stuhmer  &  Co.  be  and  the  same 
are  hereby  disapproved.” 

and 

Whereas,  an  examination  of  the  records  of  this  board 
(Cal.  No.  210-31-S),  indicates  that  there  existed  since  1875 
and  continuously  since,  a  cellar  bakery  on  a  portion  of  the 
premises  on  Taaffe  place  for  a  distance  of  approximately 
57  feet  north  of  Park  avenue;  and 
Whereas,  under  Cal.  No.  210-31-S,  the  board  granted 
a  certificate  of  exemption  for  an  extension  to  the  existing 
bakery  for  a  distance  of  25  feet  4  inches  northerly;  and 
Whereas,  it  is  now  proposed  to  construct  a  fireproof 
extension  to  the  existing  bakery.  The  extension  will  be 
2  stories  and  cellar,  approximately  35  feet  in  height,  84  feet 
5  in.  by  110  feet  in  area  at  cellar  and  84  feet  5  in.  by  100 
feet  in  area  above.  The  cellar  of  the  proposed  extension 
will  be  14  ft.  10  in.  from  floor  to  slab  and  will  face  on 
two  streets.  The  bakery  will  occupy  the  entire  cellar  and 
therefore  is  considered  as  being  at  the  front  of  the  build¬ 
ing.  Windows  will  be  provided  on  the  Park  avenue  and 
Kent  avenue  frontage  for  ventilation  of  the  cellar.  The 
proposed  addition  to  the  cellar  will  have  a  minimum 
height  of  4  ft.  6  in.  above  grade ;  and 
Whereas,  the  applicant  contends  that  “Drawings  and 
application  for  the  extension  were  filed  with  the  depart¬ 
ment  of  buildings  on  October  9,  1935,  and  on  October  21, 
1935,  the  department  of  buildings  filed  objection  No.  1  as 
follows : 

“Ceiling  of  cellar  should  be  not  less  than  4  ft.  6  in. 
above  the  curb  level.  Note  same  on  plans.  (Sec.  338-2 
of  Labor  Law).” 

That  a  conference  was  held  with  the  commissioner  of 
buildings  and  his  advisers,  and  a  ruling  was  then  made 


that  as  the  bakery  was  located  entirely  in  the  front  part 
of  the  building,  its  ceiling  was  required  to  be  4  ft.  6  in. 
above  curb,  and  no  yard  or  court  was  required;  that  cor¬ 
rected  plans  wrere  then  filed  which  were  approved  by  the 
department  of  buildings  on  December  18,  1935,  and  con¬ 
struction  of  the  fireproof  extension  proceeded.  That,  on 
November  14,  1935,  the  applicant  inquired  of  the  Depart¬ 
ment  of  Health  as  to  whether  said  department  would  re¬ 
quire  plans  to  be  filed  for  the  erection  of  the  addition  and 
on  December  4,  1935,  received  a  reply  to  the  effect  that 
plans  would  be  required.  That  those  plans  were  filed  with 
the  Department  of  Health  on  December  5,  1935 ;  that  cor¬ 
respondence  and  conferences  have  been  held  with  the  De¬ 
partment  of  Health,  and  on  October  14,  1936,  the  lessee 
received  letter  of  disapproval ;  that  the  applicant  called 
at  the  office  of  the  Department  of  Health  on  October  19, 
1936,  and  was  informed  that  the  Department  of  Health 
could  not  approve  the  plans  as  proposed,  as  it  was  the  be¬ 
lief  of  the  department  that  the  bakery  extended  from 
the  front  to  the  rear,  and  that  therefore  a  yard  or  court 
was  required.  That  the  applicant  explained  that  the  bak¬ 
ery  was  in  the  front  of  the  building  as  there  was  no  rear 
to  the  building  (it  extended  from  street  to  street  and 
faced  three  streets),  that  the  ceiling  was  therefore  4  ft. 
6  in.  above  Kent  avenue  curb,  and  that  the  building  had 
been  so  erected,  after  a  ruling  so  made  by  the  department 
of  buildings,  and  requested  a  change  in  the  viewpoint  of 
the  Health  Department,  to  wit,  that  they  rule  that  the 
bakery  was  in  the  front  of  the  building;  that  the  applicant 
was  advised  that  no  other  ruling  than  that  already  decided 
could  be  made  and  an  appeal  to  the  Board  of  Standards 
and  Appeals  was  suggested ;  and 

Whereas,  the  applicant  further  contends,  first,  that 
cellar  of  the  proposed  extension  is  fireproof,  at  least  14  ft. 
0  in.  high,  and  facing  two  streets,  with  windows  facing 
Park  and  Kent  avenues,  and  that  the  bakery  will  occupy 
the  entire  cellar  and  is  therefore  at  the  front  of  the  build¬ 
ing  ;  that  as  the  ceiling  is  4  ft.  6  in.  above  Kent  avenue 
curb,  usable  and  openable  windows  have  been  provided ; 
second,  that  openings  between  old  and  new  portion  of 
building  will  be  protected  by  underwriter  doors;  that  these 
openings  give  the  cellar  of  entire  building  exposure  on 
three  streets,  with  resulting  benefits  in  ventilation;  third, 
that  as  the  curb  on  Taaffe  place  is  even  lower  than  that 
on  Park  avenue,  the  cellar  ceiling  of  extension  is  even 
higher  than  4  ft.  6  in.  above  curb  on  Taaffe  place ;  and 
Whereas,  it  is  intended  to  move  the  activities  of  the 
plant  to  the  new  extension,  and  then  replace  existing  non- 
fireproof  building  with  a  new  fireproof  structure,  similar 
to  that  on  easterly  portion  of  lot;  and 

Whereas,  a  decision  is  requested  by  the  applicant  to  the 
effect  that  as  the  building  faces  three  streets,  and  as  the 
new  addition  has  a  ceiling  4  ft.  6  in.  above  curb,  that  the 
bakery  be  considered  as  being  entirely  in  the  front  of  the 
building,  and  that  no  yard  or  court  be  required;  and 
Whereas,  it  was  stated  by  the  applicant  that  it  is  the 
intention  of  the  owner  to  remove  the  bakery,  for  which 
certificate  of  exemption  was  granted  under  Cal.  No.  210-31- 
S,  and  construct  a  new  building,  so  that  upon  completion 
the  entire  building  from  Park  avenue  through  to  Kent 
avenue  will  have  a  ceiling  height  continuously  for  not  less 
than  4  ft.  6  in.  above  curb;  that  such  building  shall  be  con¬ 
structed,  replacing  the  existing  building  within  a  period 
of  three  years, 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  section 
338  of  the  labor  law  and  that  the  decision  of  the  Depart¬ 
ment  of  Health,  be  modified  and  that  a  certificate  of  ex¬ 
emption  may  be  issued,  to  permit  the  construction  of  the 
cellar  bakery  as  indicated  on  plans  filed  with  this  appeal, 
on  condition,  that  the  cellar  ceiling  of  the  new  section  of 
the  building  shall  be  not  less  than  4  ft.  6  in.  above  curb  and 
that  windows  shall  be  installed  facing  on  Park  avenue  and 
Taaffe  place;  that  the  cellar  shall  be  equipped  with  a  sys¬ 
tem  of  mechanical  ventilation,  and  permitting  this  pro¬ 
posed  cellar  bakery  in  new  building  to  be  used  as  an  ex- 
tention  to  the  existing  cellar  bakery,  certificate  of  exemp- 
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tion  for  which  was  granted  by  the  board  under  Cal.  No. 
210-31-S  on  July  14,  1931. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
303-36-SA. 

APPLICANT— VYm.  V.  McDevit,  for  Sears,  Roebuck  & 
Co.,  owner. 

SUBJECT— Sears  Roebuck  Oil  Burning  Water  Heater, 
Hercules  Model  No.  2544,  approval  of. 
APPEARANCES— 

For  Applicant:  Wm.  V.  McDevit. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar,  and  referred  to  engineer  of  board. 


308-36-SA. 

APPLICANT — Coleman  Lamp  and  Stove  Company, 

owner. 

SUBJECT — Coleman  Oil  Burning  Circulating  and  Space 
Heater,  Models  821A,  822,  824,  825,  826  and  827, 
approval  of. 

APPEARANCES— 

For  Applicant:  W.  M.  Jardine. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  board. 


10-36-SA. 

APPLICANT— Fee  &  Mason  Mfg.  Co.,  Inc.,  owner. 
SUBJECT — Fee  &  Mason  Fill  Pipe  Terminal  for  Fuel  Oil 
— approval  of. 

APPEARANCES — 

For  Applicant :  T.  W.  Mason. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 
with  the  report  of  the  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(10-36-SA) 

Whereas,  the  Fee  &  Mason  Mfg.  Co.,  owner,  filed  Janu¬ 
ary  21,  1936,  an  application  with  the  Board  of  Standards 
and  Appeals  for  approval  of  their  device  known  as  the 
Fee  &  Mason  Fill  Pipe  terminal  for  fuel  oil ;  and 
Whereas,  as  this  device  was  submitted  to  the  engineer 
of  the  board  for  examination  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  recom¬ 
mended  approval  of  the  device. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Fee  and  Mason 
Fill  pipe  terminal  for  fuel  oil,  when  installed  in  accord¬ 
ance  with  the  oil  burner  rules  of  the  Board  of  Standards 
and  Apneals.  and  with  the  following  specifications  : 

The  fill  pipe  terminal  shall  be  of  cast  or  malleable 
iron  with  not  less  than  ten  machine-cut  threads  on  the 
nipple  end  and  with  not  less  than  seven  on  the  sealcap. 

The  fill  pipe  terminal  shall  be  provided  with  at  least 
three  (3)  lugs  on  the  outside,  so  that  the  fill  pipe  ter¬ 
minal  can  be  imbedded  in  concrete  or  masonry  to  pre¬ 
vent  the  terminal  from  being  loosened  from  the  fill  line 
or  in  lieu  thereof  the  fill  pipe  terminal  shall  be  fas¬ 
tened  to  the  fill  line  by  means  of  an  Allen  or  similar 
set  screw. 

The  outer  flange  of  fill  pipe  terminal  shall  be  pro¬ 
vided  with  letters  no  less  than  (4-inch  in  height  and 
raised  1-16  inch  reading  “Fuel  Oil”  and  with  the  cal¬ 
endar  number  under  which  the  fill  pipe  terminal  was 
submitted  for  approval  and  with  BSA  in  smaller  let¬ 
ters. 


An  oil-proof  gasket  shall  be  provided,  inserted  in  a 
groove  in  the  nipple  end  of  the  fill  pipe  terminal,  so 
that  it  cannot  readily  be  removed. 

The  entire  body  and  seal  cap  of  the  fill  pipe  ter¬ 
minal  shall  be  of  certified  malleable  iron  and  all  sur¬ 
faces,  including  threads,  shall  be  coated  with  an  extra 
heavy  coating  of  cadmium  plating.  A  screen  of  mesh 
with  (4  in.  openings  may  be  provided  to  safeguard 
against  entry  of  foreign  matter  into  the  fill  pipe. 


119-36- SA. 

APPLICANT — Teesdale  Manufacturing  Company,  owner. 
SUBJECT— Teesdale  Baramatic  Damper,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

N  egative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(119-36-SA) 

Whereas,  the  Teesdale  Manufacturing  Company,  owner, 
filed  May  2,  1936,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals  for  approval  of  their  device  known  as  the 
Teesdale  Baramatic  Damper;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division 
of  Combustibles  was  substantially  as  follows : 

This  device  consists  of  a  sleeve  which  is  inserted  in 
the  flue  pipe  of  the  heating  device,  attached  to  which 
there  is  a  housing  containing  a  damper  of  the  80°  type. 
Attached  to  this  damper  is  a  counterbalance  weight. 
As  the  draft  in  the  flue  pipe  increases,  the  damper 
moves  vertically  into  the  flue  pipe,  thereby  cutting  down 
the  chimney  pull. 

This  device  was  tested  and  it  functioned  as  designed 
by  the  manufacturer.  However,  there  is  no  provision 
of  the  Oil  Burner  Rules  requiring  installation  of  this 
type  of  damper. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Teesdale  Bara¬ 
matic  Damper  for  voluntary  use  with  oil  burner  installa¬ 
tions  on  condition  that  when  so  installed  the  device  shall 
bear  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  119-36-SA. 


MATERIAL  SUBMITTED  FOR  APPROVAL 
305-36-SM. 

APPLICANT — Revere  Copper  &  Brass,  Inc.,  owner. 
SUBJECT — Revere  Copper  Oil  Burner  Tubing,  approval 
of. 

APPEARANCES— 

For  Applicant :  L.  J.  Gallveath. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  board. 


Adjourned,  4:10  P.M. 

Edward  V.  Barton,  Chief  Gerk. 
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“STANDPIPE”-“FIRELINE”  RULES  ADOPTED  JUNE  27,  1922;  AMENDED  MAY  18,  1928; 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9,  1931. 

[281-22-SR] 


Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
yA-\noh  or,  by  permission  of  the  Fire  Commissioner,  J^-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect. 

Rule  2.  APPROVAL.  Before  acceptance  all  standpipe 
(fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the  street  Siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  100 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply, 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  50  lbs.  per  sq.  in.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

.  No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing,  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  stand¬ 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

.  When  deemed  necessary  by  the  Fire  Commissioner,  sec¬ 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  8J/2  x  11 
in.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 
Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 

There  shall  be  an  engineer,  superintendent  or  other  per¬ 
son  in  charge  of  the  standpipe-fire  line  system  in  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
be  registered,  and  submit  to  an  examination  in  the  Fire 
Department.  Upon  evidence  of  fitness  to  properly  operate 
and  maintain  the  .  standpipe  system  he  shall  be  granted  a 
Certificate  to  that  effect.  The  certificate  shall  contain  the 
full  name  and  a  small  photograph  of  the  holder. 

.  Day  and  night  service  shall  be  maintained  in  all  build¬ 
ings  exceeding  250  feet  in  height  in  which  there  is  a  fire 
pump. 

I  heatre  buildings  provided  with  fire  pumps  shall  have  at 
least  one  certified  operator  on  duty  during  every  perform¬ 
ance.  Buildings  of  large  areas,  industrial  plants,  amuse¬ 


ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duty  when  deemed  necessary  by  the  fire  commissioner. 

Rule  4.  MONTHLY  INSPECTION.  All  valves,  hose, 
tools,  and  other  auxiliary  fire  appliances  shall  be  kept 
in  perfect  working  order,  and  at  least  once  a  month  the 
person  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
Fire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

He  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 
premises  for  examination  by  a  representative  of  the  Fire 
Department. 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
fifty  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
of  the  owner  of  the  premises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5.  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturer’s  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
drawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shall  be  present  at  all  times. 

Rule  7.  AREA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances,  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical  distance  measured  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  in  the  case  of  flat  roofs,  and  'to  the  average 
height  of  gable  in  case  of  roofs  having  a  pitch  of  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth,  to  make  possible  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro- 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary.  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

('a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hay¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  mam 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por- 
-  tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Wrorks  Association :  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  and 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  2ff  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank, 
3  inches  below  the  top  (of  sides).  Overflows  shall  termi¬ 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  the 
highest  story. 
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Rule  22.  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
as  high  as  practicable  within  the  pyramid  or  tower.  Pro¬ 
vided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  for  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery.  Fire  appliances,  as  may  be  required  by  the 
Fire  Commissioner,  shall  be  provided  in  such  tank  houses, 
elevator  machine  rooms,  etc. 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced.  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter¬ 
mediate  landings  every  12  ft.  or  less. 

Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
line  reserve  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted, 
under  these  rules,  no  check  valve  shall  be  required.  An 
O.  S.  &  Y.  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
lJ4~inch  steam  line  with  a  1-inch  return  separately  trapped. 
The  water  in  the  tank  shall  be  maintained  at  a  temperature 
above  40°  F. 

Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
using  the  tank  supply  seven  days  a  week  supplying  both 
standpipe  and  house  service  lines  shall  not  require  heating. 
If  in  an  adequately  heated  enclosure,  interior  heating  of 
tanks  shall  not  be  required. 

Rule  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
have  at  least  10,000  gallon  effective  water  capacity  as  speci¬ 
fied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
concrete,  located  below  the  grade,  or  lowest  story,  if  there 
is  no  cellar  under  the  building.  The  Fire  Commissioner  may 
permit  suction  tanks  to  be  located  in  a  separate  enclosure, 
or  building  provided  they  are  accessible  and  when,  in  his 
judgment,  such  location  will  be  more  practicable.  House 
supply  tanks  may  be  connected  to  the  fire  pump  suction 
line,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
be  provided  on  such  house  supply  lines. 

.  Rule  28.  LOWEST  TANK  SUPPLY.  The  lowest  suc¬ 
tion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
diameter  taken  directly  and  independently  from  the  public 
street  main.  The  supply  shall  be  not  less  than  750  gallons  a 
minute,  and  shall  enter  the  suction  tank  above  the  top  or 
through  the  side  near  the  top  of  the  tank  and  shall  be  con¬ 
trolled  by  suitable  bronze  ball  cock  and  copper  float. 

Ride  29.  SUPPORT  FOR  TANKS.  Tanks  of  more 
k  -ill-  ^0  Rab°ns  capacity  thereafter  placed  in  or  on  any 
building  shall  be  supported  on  masonry,  reinforced  con¬ 


crete  or  steel  construction  of  sufficient  strength  and  car¬ 
ried  to  a  proper  foundation  as  provided  for  in  section  428, 
Chapter  5  of  the  Code  of  Ordinances. 

Rule  30.  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 
and  directed  by  the  Fire  Commissioner  and  as  prescribed 
in  Schedule  A.  Each  such  tank  shall  have  at  least  5,000 
gallons  of  water  reserved  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shall  be  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys¬ 
tem  of  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 
hereinafter  set  forth : 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
tank  with  the  riser  of  the  portion  of  equipment  supplied 
from  the  tank  and  in  this  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward,  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
&  Y.  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted,  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position.  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by-pass  type,  except  that  emergency  control  valves 
when  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  of  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
of  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit¬ 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.,  and 
at  more  frequent  intervals  if  deemed  necessary  by  the  Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per¬ 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems,  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may  be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 

Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 

One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair”  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18  in. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner.  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo¬ 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream, 
except  where  the  static  pressure  at  the  hose  outlet  is  l5 
lbs.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION.  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least  equal  to  the  diameter  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than 
five  inches. 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a)  In  every  building  hereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen¬ 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test 
line  between  the  4  in.  relief  branch  and  the  tank  there  shall 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump.  In  the  line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

Rule  42.  NUMBER  AND  LOCATION  OF  FIRE 
PUMPS. 


SCHEDULE  A 


Height  from 
Uppermost 
Hose  Outlet 
to  grade* 

Total  No. 
of  Pumps 
Required. 

Appr 
1st  Pump 

oximate  Lo 

2nd  Pump 

cation  of  Pi 

3rd  Pump 

mps 

4th  Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

701' to  800' 

3 

Below  grade 
level 

250'  to  300' 

500'  to  600' 

801'  to  900' 

4 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

600'  to  750' 

901'  to  1000' 

4 

Below  grade 

level 

250' 

500' 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  house 
outlet. 
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Rule  43.  FIRE  PUMPS  IN  BUILDINGS  EXCEED¬ 
ING  1,000  FEET.  All  buildings  exceeding  1,000  feet  from 
grade  level  to  uppermost  hose  outlet  shall  be  provided  with 
a  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
line  of  the  lowest  pump. 

Rule  44.  TANK  CAPACITIES.  Suction  tanks  supply¬ 
ing  the  first  or  lowest  pump  shall  contain  not  less  than 
10,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
and  uppermost  supply  tanks  for  buildings  between  250  and 
400  ft.  as  described  in  above  schedule  shall  contain  not  less 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sup¬ 
ply  tanks  on  all  other  buildings  shall  contain  not  less  than 
3,500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  of  the  open  type. 

Rule  45.  TANK  STRAINERS.  All  supply  tanks  shall 
be  provided  with  bronze  strainers  at  pump  and  riser  intake 
lines. 

Rule  46:  CENTRIFUGAL  FIRE  PUMPS.  Fire  pumps 
installed  under  these  rules  shall  have  a  capacity  of  750 
G.  P.  M.  and  shall  be  of  the  multi-stage  motor  driven  Cen¬ 
trifugal  type  designed,  constructed  and  installed  to  render 
the  highest  possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  enclosed 
in  eight  (8)  inch  brick  or  concrete  walls  with  approved  fire 
doors  at  openings  and  with  fireproof  floor  and  ceiling  con¬ 
struction.  If  located  in  the  lowest  story  of  the  building,  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one  (1) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
with  safe  egress  for  the  attendant. 

The  pumping  equipment  shall  be  adaptable  for  heavy  duty 
service  having  all  parts  of  ample  strength  with  liberal 
water  passage  and  all  working  parts  exposed  to  corrosion 
of  phosphor  bronze. 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
capacity  name  plate,  pressure  gauges,  relief  valves,  hose 
manifold  and  three  (3)  approved  2^4  in.  hose  valves  with 
Standard  Fire  Department  male  threads.  Fire  pumps  shall 
take  suction  supply  under  a  head  of  water  and  in  no  case 
shall  there  be  less  than  six  (6)  feet  between  water  level  in 
tank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform  re¬ 
quirements  of  “The  National  Standard”  as  adopted  by  the 
following  associations : 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters, 
or  as  approved  by  the  Board  of  Standards  and  Appeals. 

Fire  pumps  to  be  designed  to  operate  at  not  less  than  five 
(5)  pre-determined  speeds  to  give  five  (5)  pre-determined 
pressures  which  will  insure  a  maximum  pressure  of  80  lbs. 
and  a  minimum  pressure  of  50  lbs.  throughout  the  building. 

Fire  pump  equipment  shall  be  so  designed  that  it  will 
operate  normally  at  least  five  (5)  speeds  to  provide  a  mini¬ 
mum  of  50  lbs.  pressure,  and  where  more  than  one  pump  is 
required  it  shall  be  capable  of  pumping  to  the  level  of  the 
next  highest  pump  station  in  case  of  breakdown  of  inter¬ 
mediate  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
run  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
continuous  service  and  four  (4)  for  standby  service. 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumping 
equipment  shall  be  free  from  defects  in  design,  workman¬ 
ship  and  material  and  shall  give  proper  and  continuous 
operation  under  the  conditions  of  service  specified  and  shall 
be  subject  to  approval  of  the  Board  of  Standards  and 
Appeals. 

Materials  entering  into  construction  of  this  equipment 
shall  be  the  best  quality  of  their  respective  kinds  and  all 
parts  shall  be  amply  proportioned  so  as  to  be  adaptable  for 
heavy  duty  service. 

CASING':  Casing  shall  be  of  close  grained  cast  iron  and 
divided  horizontally,  and  having  suction  and  discharge  con¬ 
nections  in  the  lower  half,  so  that  the  top  casing  can  be  re¬ 


moved  without  breaking  water  connections.  Casing  shall 
have  in  addition  to  flange  bolts,  additional  heavy  bolts  in¬ 
side  of  flange  to  prevent  leakage  between  stages.  Casing 
shall  be  tested  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

SHAFT :  Shaft  shall  be  made  of  best  grade  nickel  steel 
and  shall  be  ground  all  over  to  close  limits  and  a  high 
finish. 

IMPELLERS  :  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  over. 

WEARING  RINGS:  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type.  Impeller  wear¬ 
ing  rings  shall  be  securely  attached  to  impeller,  and  casing 
ring  shall  be  securely  locked  in  the  casing. 

SHAFT  SLEEVES :  Shaft  sleeves  shall  be  of  bronze 
and  extend  through  stuffing  boxes  to  protect  the  shaft 
from  corrosion  and  wear  from  the  packing. 

BEARINGS :  Bearing  brackets  shall  be  of  the  best  grade 
of  close  grained  cast  iron  and  securely  bolted  to  the  lower 
half  of  the  casing. 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable.  Each  bear¬ 
ing  shall  be  equipped  with  two  oil  rings  to  insure  proper 
lubrication. 

COUPLING:  Coupling  shall  be  of  best  grade  cast  iron 
finished  all  over  and  keyed  to  shaft.  The  two  halves  shall 
be  connected  by  coupling  pins,  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves. 

STUFFING  BOXES  :  Stuffing  boxes  shall  be  of  suf- 
ficent  depth  to  prevent  excessive  leakage  and  shall  contain 
water  seal  rings  of  bronze. 

PACKING:  Packing  shall  be  held  in  place  by  bronze 
glands  horizontally  split  and  bolted  together. 

BED  PLATE:  Bed  plate  shall  be  of  cast  iron  of  heavy 
box  type  and  provided  with  finished  pads  to  which  the  pump 
is  bolted  and  doweled.  Foundation  bolt  rings  shall  be  drilled 
for  foundation  bolts.  Jack-screw  pads  to  be  cast  with  bed 
and  jack-screws  furnished  to  assist  in  aligning.  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends. 

PAINTING:  Pumps  shall  be  painted,  filled,  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 
in  the  bearing  brackets  to  be  painted  white  with  a  special 
oil-resisting  paint. 

Rule  48.  SPECIFICATIONS  FOR  ELECTRICAL 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS. 

TESTING:  Pumps  shall  be  tested  at  the  plant  of  manu¬ 
facturer  to  prove  that  they  can  fulfill  requirements  of 
specifications  and  guarantees  made. 

MOTOR:  (a)  Direct-current  motors  must  be  of  the 
shunt  or  cumulative  compound  wound  types.  The  speed  of 
the  motor  at  no  load  must  not  exceed  the  speed  at  full  load 
by  more  than  10%. 

Alternating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
of  fire  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herein. 

(b)  With  a  room  temperature  not  exceeding  40  deg.  C., 
motors  shall  be  designed  for  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 
overload  of  15%  without  stress  and  without  injurious  rise 
in  the  temperature.  Motors  shall  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury.  No 
electrical  or  mechanical  weakness  should  develop  during 
these  tests.  The  rise  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri¬ 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN  :  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  of 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip¬ 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM  :  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES :  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION:  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

(c)  No  fuses  nor  other  overload  release  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING:  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH  :  An  approved  knife  switch  for  independent 
sources  of  supply  must  be  provided,  having  one  pole  for 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS :  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breaker 
must  be  provided  to  indicate  the  presence  of  voltage  on  the 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  or 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARTUS :  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  panel 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injury 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF  EQUIPMENT :  The  entire  equipment  shall 
be  subject  to  test  and  inspection  by  representatives  of  the 
Fire  Commissioner. 

POWER  SUPPLY:  Where  the  power  supply  can  be 
obtained  from  two  separate  street  feeders,  two  separate  and 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Edison 
three-wire  system  and  the  power  lines  are  protected  by  ap¬ 
proved  conduit  from  a  point  where  they  enter  the  building 
to  the  control  panel  in  the  pump  room,  it  will  be  considered 
an  acceptable  source  of  power  supply. 

Isolated  Plant:  Where  the  source  of  supply  is  an  isolated 
plant  located  in  the  building  an  auxiliary  service  of  suf¬ 
ficient  capacity  shall  be  obtained  from  some  outside  source. 

Transmission  Lines:  (a)  The  lines  between  the  power 
plants  and  the  pump  room  must  be  of  such  number,  so 
arranged  and  so  located  that  there  will  be  small  chance  of 
an  interruption  of  service  to  the  motor,  due  to  accident  to 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approved 
conduit. 

Where  the  valves  involved  are  large  and  the  crippling  of 
this  pump  service  would  seriously  affect  the  protection  of 
the  property,  at  least  two  separate  lines  from  the  power 
plant  or  plants  to  the  pump  installation  shall  be  provided. 
The  lines  must  be  run  by  separate  routes  or  in  such  man¬ 
ner  that  a  failure  of  both  at  the  same  time  will  be  only  a 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  room 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  given 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  ex¬ 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants, 
and  where  provided  at  various  points  on  the  lines,  must  be 
of  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead, 
the  circuit  breaker  protecting  the  motor. 

TRANSFORMERS :  Where  it  is  necessary  to  install 
transformers  they  shall  be  installed  in  accordance  with 
Chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
be  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ling  system.  The  signalling  stations  shall  be  located  one  on 
each  floor  at  main  riser.  This  system  shall  be  so  arranged 
that  a  coded  signal  can  be  transmitted  to  the  pump  rooms. 
An  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
and  at  such  other  locations  as  the  Fire  Commissioner  may 
direct.  All  apparatus  used  in  connection  with  the  signal¬ 
ling  system  shall  be  of  an  approved  type  and  installed  as 
outlined  in  rules  governing  the  installation  of  interior  fire 
alarm  systems.  . 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
circuit  of  the  signal  sending  station. 

A  card  of  instructions  shall  be  placed  in  the  pump  room 
giving  code  numbers  of  signalling  stations,  the  pressures 
obtainable  at  different  speeds  of  the  motor  and  such  other 
information  the  Fire  Commissioner  may  direct. 

Rule  50.  RELAY  STANDPIPE  SYSTEM.  All  build¬ 
ings  hereafter  erected  exceeding  400  ft.  from  grade  to 
highest  hose  outlet  shall  be  provided  with  an  intermediate 
combination  gravity  and  suction  standpipe  supply  tank  and 
a  fire  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re¬ 
served  for  the  fire  lines  and  shall  be  connected  to  fire  line 
system  as  described  in  Rule  30  for  intermediate  tanks  ex¬ 
cept  that  in  addition  to  the  requirements  of  Rule  30,  there 
shall  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
around  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves. 
An  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
be  provided  in  the  by-pass  line. 

Each  tank  shall  be  provided  with  overflow  and  emer¬ 
gency  drain  lines  as  required  in  Rules  19  and  20,  except  that 
such  lines  shall  drain  to  roofs  of  set  backs  on  building,  or 
into  house  drain  lines  providing  the  house  drain  line  or 
lines  are  equal  in  sum  total  to  the  sum  total  in  diameter  of 
the  drain  lines. 

The  fire  pump  shall  have  a  capacity  of  not  less  than  750 
gallons  of  water  per  minute  and  shall  deliver  through  the 
standpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 
to  the  square  inch  at  the  highest  hose  outlet  fed  by  said 
pump. 

All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 
inches  above  the  floor  and  on  the  floor  below  the  supply 
tank,  with  the  suction  line  as  direct  as  practicable. 

1  he  pump  discharge  line  shall  be  connected  to  the  main 
feed  riser  feeding  up,  and  outside  the  horizontal  tank  check 
valve  line,  and  the  upward  swinging  check  valve  in  the 


main  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
upward  swinging  check  valve  SEALED  OPEN. 

The  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
by  a  3-inch  line  to  house  drain  or  scuppers  in  exterior  wall. 
The  electric  switch  controlling  the  motor  shall  be  marked 
on  panel  “FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

Rule  51.  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks,  fire  lines  and  pumps  shall  be  numbered  by  3-inch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 
wheel  of  valves. 

Rule  52.  PUMP  ROOM  DIAGRAM.  A  white  and 
black  print  drawn  to  a  scale  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank,  fire 
pump,  all  pipe  lines  and  valves.  The  number  of  each  valve 
shall  be  shown  in  addition  to  purpose  of  each  water  line. 

The  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 
with  a  master  telephone  in  each  pump  room,  and  in  the 
main  lobby  and  individual  telephones  located  on  alternate 
floors  near  the  main  fire  line  riser. 

The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  any 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone. 

A  six-inch  vibrating  call  bell  shall  be  located  at  the  mas¬ 
ter  telephones. 

The  master  telephones  in  pump  room  below  grade  level 
shall  be  equipped  with  a  loud  speaking  receiver  so  that  the 
voice  can  be  clearly  and  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING:  The  wiring  for  the  telephone  system  shall  not 
be  smaller  than  No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit.  The  conduit  system  shall  contain  no 
conductors  other  than  fire  line  telephone  conductors. 

The  fire  line  telephone  system  shall  be  properly  maintain¬ 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times. 

Rule  54.  MAIN  LINE  EMERGENCY  CONTROL 
VALVES  IN  BUILDINGS  OVER  400  FEET  IN 
HEIGHT  (per  Schedule  A).  At  the  base  of  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story;  at 
each  pump  room  elevation,  and  at  each  approximate  one- 
third  the  height  above  the  fire  pump  elevations  and  the 
pump  or  roof  tank  next  above,  there  shall  be  provided  O. 
S.  &  Y.  emergency  control  valves  in  the  main  feed  riser 
properly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described. 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red.  with  3-inch  white 
letters  reading,  “Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and  contain  the  following: 

1 —  3-foot  Stillson  wrench. 

4 — 2(4-inch  plugs  with  pipe  threads. 

4 — 2^4-inch  caps  with  hose  threads. 

2 —  Spanner  wrenches  of  Fire  Department  pattern. 

*1 — 2^2-inch  double  female  hose  connections,  with  Fire 
Department  threads. 

Rule  56.  EMERGENCY  AND  TESTING'  HOSE. 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  2j4-inch  hose,  of  Fire  Department 
quality,  and  one  \y%-\nch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection. 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follows  :  •  - 

Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES,  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and.  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided,  for  as.  follows :  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  he  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en- 
closure'below  the  first  story  level. 

At  wo- way  2^4-inch  hose  outlet  tee  with  two  2^-inch  ap¬ 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  mam  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the- outlet  tee. 

'Where  a; 'single  main  riser  system  or  a  main  riser  feed 
syst&hV'is  installed  and  the  uppermost  hose  outlet  exceeds 
150  ft; :  above  grade  level  there  shall  be  provided  in  each 
riser1'©.  S:'&  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  'g^ade1  hereafter  specified. 

■  V  SCHEDULE  B 


Height  from 
Uppermost 
Hose  Outlet  • 
to  Grade  . 

Total 

Plumber 
o  f  Valves 
Required 

Approximate  Location  of  Valves  Above  Grade 

1st 

Valve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

Sth 

Valve 

6th 

Valve 

ISO'  to  200' 

2  to  3 

Below 

the  1  sty. 
outlet 

75' 

150' 

200'  to  250' 

2  to  3 

tt 

75' 

150' 

250'  to  300' 

3  to  4 

tt 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

a 

75' 

150' 

225' 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER¬ 
GENCY  CONTROL  VALVES.  When  a  two  (2)  main 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y. 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable, 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac¬ 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  150 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y. 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  two 
of  the  risers  in  each  cross-connection  and  one  in  the  central 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross- 
connection  between  the  2  central  risers,  so  as  to  provide  2 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  between  the  second  and 
third  central  riser  in  each  cross-connection  and  one  in  the 
central  riser  at  each  cross-connection  as  described  in  a  3 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shall 
be  provided  O,  S.  &  Y.  gate  valves  centrally  located  in 
each  cross-connection  so  as  to  provide  3  risers  on  each  side 
of  gate  valve — as  described  in  a  two  and  four  riser  system. 

Rule  61.  LOWEST  CROSS-CONNECTION  CON¬ 
TROL  VALVES.  When  the  building  is  provided  with  a 
fire  pump  as  required  by  the  Rules  the  gate  valves  required 
in  the  lowest  cross-connection  shall  be  located  as  described 
under  location  of  Fire  Pumps  and  Horizontal  Line  control 
valves. 

Rule  62.  FIRE  TOWER  RISER;  Where  the  building 
is  provided  with  an  exterior  enclosed  fireproof  stairway  or 
fire  tower  the  main  riser  shall  be  installed  in  Stidh  stairway 
and  properly  protected  from  freezing  in  accordance  with 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  Y. 
gate  valves  shall  be  located  in  an  accessible  position  and  be 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  gate 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing  a 
single  rung  iron  ladder  with  x/i- inch  rungs  and  not  less  than 
10  inches  between  strings  shall  be  provided  at  each  gate 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  on 
the  upper  cross-connections  are  riot  located  in  the  stair 
enclosure,  a  sign  with  red  background' and  \Vhite  letters  not 
less  than.  3  inches  high  shall  be  painted  on  the  face  of  the 
wall  within  the  stairway  enclosure  on  the  story  where  the 
gate  valve  is  located,  which  shall  read  as  follows: 
“STANDPIPE  CONTROL  VALVE  NO!  0  IN  LOFT.” 

Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sign 
with  red  background  and  3-inch  letters  as  above  shall  be 
painted  on  the  wall  at  fire  tower  exit  door,  which  shall 
read:  “STANDPIPE  IN  TOWER,”  except  on  that  story 
on  which  the  emergency  control  valve  is  located,  there  the 
sign  shall  read:  “STANDPIPE  CONTROL  VALVE 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  con¬ 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  not 
less  than  3  inches  in  diameter  painted  red  with  a  white 
number  not  less  than  2  inches  high  and  shall  be  secured  to 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lines 
not  located  within  a  stairway  enclosure  or  public  corridor 
and  including  the  Siamese  connection  street  riser  wall  col¬ 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FIRE 
DEPARTMENT  USE.  Each  standpipe  system  shall  be 
provided  with  one  or  more  approved  tvoe  3  inch  x  3  inch  in- 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided ;  where  the  street  frontage 
exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
inch  diameter  standpipe  risers  two  Siamese  connections 
shall  be  provided  for  each  200  ft.  of  street  frontage  or 
fraction  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
shall  have  at  least  one  Siamese  connection  for  each  6  inch 
riser.  Buildings  having  frontages  on  more  than  one  street 
shall  have  a  Siamese  connection  on  each  street  front  when 
the  frontage  is  not  continuous  but  in  all  cases  where  more 
than  one  Siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis¬ 
sioner  may  direct. 

RULE  69.  SIAMESE  HEADERS.  Siamese  headers 
shall  be  independent  of  each  other  and  lead,  as  direct  as 
practicable,  to  riser  or  cross-connection  header.  There 
shall  be  at  least  2  Siamese  for  every  8-inch  riser  and  at 
least  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
are  more  than  one  riser,  the  Siamese  headers  shall  divide 
on  each  side  of  any  emergency  control  valve  in  the  cross- 
connection,  and  such  headers  shall  be  equal  in  sum  total 
to  the  sum  total  of  all  risers  on  either  side  of  the  emer¬ 
gency  control  valves. 

No  Siamese  header  shall  be  larger  than  6  inches.  Siam¬ 
ese  risers,  when  extending  through  sidewalk,  shall  be  of 
bronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water¬ 
proof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
than  theatre  with  stage,  not  over  45  feet  in  height  shall 
not  be  required  to  have  a  Siamese  connection  except  when 
each  building  is  on  a  water-front  or  when  it  is  one  of  a 
group  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
pipe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  Siamese  connection  placed 
on  the  street  front  of  a  building  shall  be  located  not  less 
than  18  inches  and  not  more  than  36  inches  above  the  side¬ 
walk  level  and  shall  be  set  in  a  horizontal  position  and 
shall  be  readily  accessible  for  Fire  Department  use.  Each 
Siamese  shall  have  cast  in  the  body  on  top  or  on  wall  plate, 
in  letters  at  least  1  inch  in  length  and  not  less  than  )4 
inch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  Siamese  with  the  standpipe 
equipment  proper  shall  be  not  less  than  5  in.  in  diameter 
where  there  are  two  or  more  4  in.  risers  and  not  less 
than  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter. 
When  there  is  but  one  4  in.  riser,  connection  from  Siamese 
may  be  4  in.  in  diameter. 

Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
line  between  the  Siamese  connection  and  the  standpipe  sys¬ 
tem  there  shall  be  placed  an  approved  type  swing  check 
valve  located  where  practicable  within  10  feet  from  the 
building  wall.  Between  the  Siamese  and  its  check  valve 
there  shall  be  placed  a  54-inch  automatic  ball  drip  of  an 
approved  type  which  will  close  under  a  pressure  of  not 
more  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
BOAT  USE,  EXCEPT  WHERE  THE  SOURCE 
OF  SUPPLY  IS  FROM  THE  STREET  MAIN 
DIRECT.  Siamese  connection  on  piers  or  warehouses, 
etc.,  intended  for  fireboat  use  exclusively  shall  be  3)4  in. 
x  3)4  in.  at  inlets  with  Fire  Department  female  thread. 
Between  Siamese  and  the  system  proper  there  shall  be  an 
approved  type  swing  check  valve,  and  between  the  check 
valve  and  the  Siamese  either  a  )4-in.  open  drip  without  valve 
or  cock,  or  a  54_in-  automatic  ball  drip  of  approved  type 
closing  under  a  pressure  of  not  more  than  7  lbs.  per'sq. 
inch.  Where  systems  have  both  fireboat  and  shore  siamese 


the  shore  siamese  shall  have  male  connections  and  shall  be 
without  dappers,  but  shall  have  on  each  inlet  a  3  in.  gate 
valve  with  Fire  Department  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 
hose  outlets  shall  be  placed  within  a  stair  enclosure.  They 
shall  be  2)4  in.  in  diameter,  set  not  less  than  5  ft.  nor  more 
than  6  ft.  above  the  floor  or  landing  as  the  case  may  be. 
Outlets  and  racks  shall  be  located  above  the  floor  or  land¬ 
ing  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
located  immediately  adjacent  to  a  stair  enclosure,  in  a 
conspicuous  place,  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in. 
riser  system  its  termination  above  roof  shall  be  a  2)4-in. 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
main  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
2y2  inch  hose  valve  manifolds  with  male  threads.  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
5  ft.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  2^-in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  roof  outlet  there  shall  be  a  y  in.  open  drip  extending 
to  a  sink  or  a  54  in.  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 

Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 
may  be  provided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern. 

Rule  77.  BRANCH  LINE  SIZE.  No  branch  line  may 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
from  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2)4  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  in  diameter  if  not  more  than  twenty-five  (25) 
feet  in  length. 

Rule  78.  NOZZLES.  All  2)4 -in.  fire  hose  shall  be  pro¬ 
vided  with  approved  smooth  bore  nozzles  15  in.  in  length, 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  than 
1  lA  in.  in  diameter. 

Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  2)4  in.  unlined  linen  hose, 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous,  the  Fire  Commissioner  may  permit 
in  addition  to  the  2)4  inch  outlet  and  hose  the  installation 
of  1)4  in.  unlined  linen  hose  and  valve.  There  shall  not 
be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 

All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 

Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 

Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus¬ 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securely  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 


1258 


RULES 


a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 
In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2 inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs.  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  in  progress  at  that  point. 
Temporary  standpipe  risers  Used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings,  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  l^-inch  Under¬ 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20,000  gallons  capacity,  elevated  50  ft.  above  the  yard,  or 
25  ft.  above  the  highest  structure  in  the  yard,  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  pe"r  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 


1259 


RULES 


meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
and  extending  to  within  18  in.  of  the  curb,  it  is  imprac¬ 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry. 

Rule  88.  HIGH  AND  LOW  WATER  ELECTRIC 
ALARMS.  The  high  and  low  water  electric  alarm  for 
gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  affected  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
in  the  gravity  tank  shall  be  indicated  by  an  approved  device. 

The  audible  signalling  device  for  high  and  low  water 
electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
inches  diameter  of  the  enclosed  type  and  arranged  for  con¬ 
duit  installation,  the  same  to  be  operated  automatically. 
The  control  cabinet  shall  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 
room  where  it  will  be  under  supervision  of  the  person  in 
charge  of  the  standpipe  ..supply. 

-AH  wiring  shall,, be  installed  in  rigid  conduits  and  the  in¬ 
stallation  t  shall-  be  in  accordance  with  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 
be  apppqyed  by  the-Boardiof  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference : 

L  .Public  utility  electric  light  and  power  systems. 

.2.  Independent  electric  generating  plants. 

3. -  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

When  the  system  is  connected  to  a  110  volt  lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shall  Le  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
to  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap¬ 
proved  cabinet  provided  with  a  lock  and  key. 

Rule  89.  DRY  PIPE  VALVE.  A  dry  pipe  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 
water  supply  of  the  standpipe  system  in  such  a  manner 
that  under  normal  conditions  its  piping  system  will  be  main¬ 
tained  dry,  but  in  the  event  of  a  hose  valve  being  opened, 
the  dry  pipe  valve  automatically  releases  the  water  into  the 
standpipe  system.  ■ 

In_  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable,  dry  pipe 
yalyes^may  be  installed. 

rType-.A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  standpipe  system  due  to  the  open¬ 
ing  of  a  hose  valve ;  and  Type  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 
an  approved  non-coded  or  coded  closed  circuit  system  oper¬ 
ated  from  the  control  station  at  each  hose  outlet.  Dry  pipe 
valve  shall  be  located  as  near  as  practicable  to  the  standpipe 
system,  in  an  enclosed  place,  protected  from  mechanical  in¬ 
jury  and  freezing. 

When  Type  A  valve  is  installed  the  air  pressure  in  the 
standpipe  system  under  such  dry  pipe  valve  control  shall 
not  exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
25  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 
water  pressure  in  any  case.  Not  more  than  16  hose  outlets 
shall  be  supplied  through  one  dry  pipe  valve.  The  air  com¬ 
pressor  shall  have  a  capacity  of  not  less  than  11  cu.  ft. 
per  minute,  and  the  air  supply  for  the  pump  shall  be  taken, 
if  possible  from  a  room  containing  dry  air,  or  it  shall  pass 
through  a  drying  chamber  containing  calcium  chloride  in 
ord^r  to  avoid  the  introduction  of  moisture  into  the  system. 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation ;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  They  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped, 
shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intermediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist : 

1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

2.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

3.  And  the  depth  of  the  setback  exceeds  ten  feet. 

4.  And  the  setback  exceeds  one  hundred  feet  above  grade 
level. 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered  to  con¬ 
form  to  the  provisions  of  these  rules,  except  where  sub¬ 
stantial  additions  or  extension  in  height  or  area  is  made 
to  the  building,  wrhen  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex¬ 
cept  that  all  such  fire  line  systems  shall  have  or  be  provided 
with  the  following : 

1.  Roof  gravity  tank  shall  have  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

2.  The  bottom  of  the  gravity  tank  shall  be  not  less  than 
20  feet  ahoverjthe^hose  outlet  in  the  highest  story. 

3.  A  4-inch  '-emergency  drain  with  gate  valve. 

4.  Hduse  liiiesi  taken  from  outside  of  tank. 

5.  .  T^nic’  p,tQP-Mrly;:  heated  and  provided  with  overflow 

line.^ ,  ....  ■ 

6.  Tank  .shall  .not  be  fed  through  fire  line. 

7.  Tank'  to  be !  fed  at  not  less  than  65  gallons  a  minute 
by  pump  ot<-dWeet  city  connection. 

8.  An  i;fon  ladder  of  substantial  construction,  properly 
braced,  extendffvg  to  top  of  tank. 

Q.  At. least  ope  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10.  Hose  valves  and  hose  not  less  than  2 inches  in 

good  serviceable  condition.  No  automatic  hose  valves*per- 
mitted.  •  :.*.*•  v,< 

11.  Wheel  of  hose  valve  within  6  ft.  6  in.,  of  stair  land¬ 
ing  or  of  steps  within  2  ft.  Atxxrxtt 

12.  An  open  or  automatic  ball  drip  between  the  . Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  Siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser,  or 
secured  to  face  of  building  behind  the  Siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use, 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering,  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
rules. 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
years,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2^4  in. 

A — All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at- 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve : 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  pf  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts,  washers, 
nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face.  Single  clapper  Siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the  inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening. 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 
seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  means 
of  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  Siamese,  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  will 
not  prevent  their  opening  when  the  pressure  on  the  steamer 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis¬ 
continuance  of  flow  into  the  Siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressure 
test  of  500  lbs.  for  30  minutes  under  normal  working 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  on 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protect 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  Siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  Siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  %  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  Siamese  connection  in  the 
same  system  with  a  land  end  Siamese  connection,  clapper 
valves  shall  be  omitted  from  the  land  end  Siamese. 

Rule  93a. 

Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  2^-Inch 
Hose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2J4- inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 
brass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  cop¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur¬ 
nish  acceptable  corrosion  resistance. 

2.  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  254- 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  per  minute. 
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4.  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

5.  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6.  It  shall  be  possible  to  secure  all  movable  exterior 
parts  of  the  valve  which  affect  the  pressure  adjustment  so 
that  the  adjustment  will  not  be  altered  accidentally  or  by 
tampering  without  giving  evidence  of  the  alteration.  It 
shall  be  possible  to  readily  accomplish  any  desired  adjust¬ 
ment  within  the  range  specified  below  by  the  use  of  a  regu¬ 
lation  Fire  Department  spanner  wrench. 

The  adjustable  means  shall  provide  that  the  waterway 
within  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
inches  in  area  when  in  full-open  position  and  at  least  0.5 
square  inch  when  in  the  fully  reduced  position.  Between 
these  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
pressure  reduction  shall  be  obtained.  Each  such  position 
shall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
of  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
after  installation  to  show  a  registered  name  or  trade-mark, 
together  with  the  Calendar  Number  assigned  to  it  by  the 
Board  of  Standards  and  Appeals  and  the  registered  symbol 
of  endorsed  approval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  inch  high. 

10.  The  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  *4  inch  high. 

Not  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals,  the  weight  and  other  general  matter  noted,  and  valves 
certified.  One  of  the  valves  shall  then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  zvherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  rescinded. 


CODE  OF  ORDINANCES 
ARTICLE  28 

Fire  Extinguishing  Appliances 

Section  580.  General  provisions. 

Section  581.  Standpipes. 

Sec.  580.  General  provisions. 

Except  as  otherwise  specifically  provided  in  this  article 
or  by  any  law  or  ordinance,  all  buildings  now  existing  or 
hereafter  erected,  shall  be  provided  with  such  tanks,  stand¬ 
pipes,  automatic  sprinklers,  hose  nozzles,  wrenches,  fire 
extinguishers,  hooks,  axes  and  such  other  appliances  as 
may  be  required  by  and  conforming  to  the  rules  of  the 
fire  commissioner,  adopted  or  amended  in  the  manner  pre¬ 
scribed  by  this  chapter  for  the  rules  of  the  superintendent 
of  buildings. 

Sec.  581.  Standpipes  and  Yard  Hydrants. 

1.  Standpipes  constructed  and  installed  as  hereinafter 
required  and  as  prescribed  in  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  shall  be  provided : 

a.  In  every  building  now  existing  and  exceeding 
85  ft.  in  height  which  is  not  already  provided  with  a 
3-in.  or  larger  standpipe. 

b.  In  every  building  hereafter  erected  or  altered  to 
exceed  85  ft.  in  height. 

c.  In  every  building  exceeding  10,000  sq.  ft.  in  area, 
except  in  buildings  specifically  exempted  in  article  25 
of  this  chapter  and  buildings  of  not  more  than  one 
clerestory  in  height  not  exceeding  15,000  sq.  ft.  in 
area  ;  and  except  in  fireproof  buildings  not  over  four 
stories  or  45  ft.  in  height  when  such  buildings  are 
equipped  with  an  approved  two-source  supply  auto¬ 
matic  sprinkler  system,  and  are  not  of  an  occupancy 
deemed  unusually  hazardous  by  the  fire  commissioner, 
and  except  city-owned  public  school  buildings  under 
the  jurisdiction  of  the  board  of  education  used  ex¬ 
clusively  for  instruction  purposes  and  less  than  85  ft. 
in  height. 

Yard  hydrant  systems  as  prescribed  in  the  rules  of 
the  Board  of  Standards  and  Appeals  shall  be  pro¬ 
a.  In  amusement  or  exhibition  parks  or  enclosures 
when  deemed  necessary  by  the  fire  commissioner. 

b  In  oil  storage  plants,  shipyards  and  other  indus- 
trial  plants  of  an  area  in  excess  of  15,000  sq.  ft.  when 
deemed  necessary  by  the  fire  commissioner. 


2.  Size.  Standpipes  hereafter  placed  in  any  building 
shall  be  not  less  than  4  in.  in  diameter  for  buildings  or 
parts  thereof  not  exceeding  150  ft.  in  height,  not  less  than 
6  in.  in  diameter  for  buildings  or  parts  thereof  exceeding 
150  ft.  and  not  exceeding  250  ft.  in  height,  and  not  less 
than  8  in.  in  diameter  for  buildings  or  parts  thereof  ex¬ 
ceeding  250  ft.  in  height. 

Buildings  not  more  than  two  stories  in  height,  which 
do  not  contain  an  occupancy  deemed  unusually  hazardous 
by  the  fire  commissioner,  may  be  provided  with  a  fire  line 
of  2^-in.  pipe,  carried  around  the  interior  walls  of  the 
buildings,  or  attached  to  interior  fireproof  columns  or 
steel  beams,  and  connected  to  the  street  main  by  a  2-in. 
house  service  tap.  No  Siamese  need  be  provided  unless 
the  building  exceeds  45  ft.  in  height.  Approved  hose 
valves,  hose  and  nozzles  shall  be  provided  at  intervals  of 
100  ft.  or  less. 

3.  Number  and  Location.  The  number  of  standpipes 
in  any  building  shall  be  such  that  all  parts  of  each  story 
are  within  the  reach  of  at  least  one  stream  supplied  by 
hose  not  exceeding  100  ft.  in  length. 

When  a  building  requiring  standpipes  faces  on  more 
than  one  street,  at  least  one  standpipe  shall  be  installed 
for  each  street  front,  provided  that  for  intersecting  street 
fronts,  one  standpipe  shall  be  sufficient  for  each  intersec¬ 
tion,  when  all  portions  of  each  area  may  be  reached  by 
a  stream  from  100  ft.  of  hose.  So  far  as  practicable, 
standpipes  shall  be  placed  within  stair  enclosures  other¬ 
wise  they  shall  be  as  near  the  stair  as  possible.  All  stand¬ 
pipes  shall  extend  from  the  lower  story  to  and  above  the 
roof. 

In  buildings  not  exceeding  40  ft.  in  height  and  not  over 
20,000  sq.  ft.  in  area  gravity  tank  may  be  omitted  provided 
the  standpipe  riser  is  supplied  by  not  less  than  4-in.  con¬ 
nection  to  street  main  having  not  less  than  45  lb.  pressure. 

4.  Construction.  All  standpipes  hereinafter  installed 
shall  be  constructed  as  prescribed  by  the  rules  of  the 
Board  of  Standards  and  Appeals  and  shall  be  provided 
with  such  outlets  and  equipped  with  such  appliances  as 
required  by  said  rules.  All  standpipes  shall  extend  to 
the  street  and  shall  be  provided  with  approved  Siamese  con¬ 
nections.  In  buildings  not  exceeding  45  ft.  in  height^  Siam¬ 
ese  connections  will  not  be  required.  When  there  is  more 
than  one  standpipe  in  any  building,  they  shall  be  cross- 
connected  in  an  approved  manner  below  the  sidewalk  level, 
or,  if  there  is  no  cellar,  they  shall  be  cross-connected  below 
the  ceiling  of  the  basement  or  lowest  story. 
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FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 

30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
(ess  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (J/i)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2)4) 
inches  of  1 :2)4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  ()4)  of  one  (1)  per  cent  of 
steel  mesh; 

(b)  Two  and  one-half  (2)4)  inches  of  1 :2  ;4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations : 

(a)  One-half  ()4)  inch  plaster  boards,  or  three- 
eighths  04)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  ()4)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 
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floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
04)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction ;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(^)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  ( )  inch  wood  sheathing,  one-half 
(J4)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (J/%)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  ()4)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  jacketed  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gaugr 
sheet  metal  with  one  inch  lapped  seams. 
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BOARD  OF  STANDARDS  AND  APPEALS 

Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdle,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

115-32-SA — Wayne  Domestic  Oil  Burner,  Model  K. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA — Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 


208-35-SA — Oceco  Rotary  Pump  for  Petroleum  Products. 
216-35-SA — Vac-O- Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226- 35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 

100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265- 35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

266- 35-SA — Kerogas  Bowl  Type  Oil  Space  Heater,  Models 

300,  305,  310,  315  and  320. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

227- 36-SA— Ventalarm  for  Fuel  Oil,  Type  L. 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA— Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 
248-36-SA — Dupont  Oil  Burner. 

254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  1J4  in.  New 
York  Regulation  Lavatory  Trap. 
264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

303-36-SA — Sears  Roebuck  Oil  Burning  Water  Heater, 
Hercules  Model  No.  2544. 

305-36-SM — Revere  Copper  Oil  Burner  Tubing. 

308-36-SA — Coleman  Oil  Burning  Circulating  and  Space 
Heater,  Models  821A,  822,  824,  825,  826  and 
827. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


N  ame . — . 

Street . 

P.  O _ 


My  Subscription  is  to  begin  with  the  issue  for.... 


1264 


1936. 


f 

60 

BULLETIN 

OF  THE 

BOARD  OF  STANDARDS  AND  APPEALS 

CITY  OF  NEW  YORK  '  OF  Tup 

A'":'  c  C 

Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  503,  Laws  of  1916,  and 

the  Municipal  Assembly,  Local  Law  No.  13,  of  1925,  Local  Law  No.  26  of  1934,  Local  Law  No.  27  of  1934  and 

Local  Law  No.  10  of  1935. 

Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1001  to  1015,  Municipal  Building, 

New  York  City. 


i  Vol.  XXI 


Subscription 
$2.50  a  year 


NOVEMBER  10,  1936 


Single  Copies,  5  cents 
By  mail,  8  cents 


No.  45 


DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public — 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Order  Served  on  Board. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  November  4,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  54-36-BZ,  304-36- 
BZ,  181-36-BZ,  589-31-BZ  and  636-20-BZ. 

Minutes  of  Regular  Meeting,  November  4,  1936,  at  2 
P.  M,.  Affecting  Calendar  Numbers  26-36-BZ,  935-19- 
BZ,  71-30-BZ,  712-2G-BZ,,  225-36-BZ,  265-28-BZ,  222- 
36-BZ,  281-36-BZ,  246-35-BZ,  296-33-BZ,  100-36-BZ, 
74-35-BZ,  27-36-A,  292-3G-A,  307-36-A,  278-36-A,  279- 
36- A,  319-36-A,  327-36-A,  88-33-A,  297-35-A,  16-35-S, 
286-36-SA,  365-34-SA,  366-34-SA,  115-32-SA  and  266- 
35-SA. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Rules  of  Procedure. 

Approved  Fuel  Oil  Pumps. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  November  9, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  November  23,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subject 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  November  4,  1936 
Cal.  No.  Department  Premises  Affected 

320- 36-SA . F.D . Preferred  Syphon  Breaker, 

Type  T,  Appliance. 

321- 36-A . T.H.D . 198-208  Hicks  street  and  85 

Montague  street,  northwest 
corner  (Block  241,  Lot  1), 
Borough  of  Brooklyn, 

Decision. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


322-36-A . D.B.M . 36  Forsyth  street,  east  side, 

50  ft.  north  of  Canal  street 
(Block  301,  Lot  3),  Bor¬ 
ough  of  Manhattan, 

Alt.  3009-36. 


323-36-A . D.B.B . East  side  of  Willow  street 

from  Clark  street  to  Pine¬ 
apple  street  and  21-29  Clark 
street  (Block  230,  Lot  1), 
Borough  of  Brooklyn, 

Applic.  11425-36. 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  November  2,  1936,  Milton  Fuchs,  attorney,  served  on  Board, 
petition  and  order  of  certiorari  for  Charles  Schneiweiss,  lessee,  in  re 
decision  of  October  20,  1936,  affirming  decision  of  the  commissioner 
of  buildings  in  revoking  letter  permit  No.  104/35  and  curb  cut  per¬ 
mit  No.  A-25866,  regarding  parking  and  storage  of  cars  at  979-989 
Clarkson  avenue,  northeast  corner  Remsen  avenue,  Borough  of 
Brooklyn.  Cal.  No.  218-36-A. 


COURT  DECISIONS 


324-36-SA . F.D . Thermoil  Oil  Burner, 

Appliance. 


325-36-BZ . D.B.M . 806-814  9th  avenue,  330-362 

West  54th  street,  southeast 
corner,  and  321-329  West 
53rd  street  (Block  1044,  Lot 
3),  Borough  of  Manhattan, 
Applic.  3260-36. 


326-36-BZ . D.B.B . 961-965  4th  avenue  and  402- 

412  37th  street,  southeast 
corner  (Block  701,  Lot  8), 
Borough  of  Brooklyn, 

Applic.  15264-36. 


327-3 6- A . D.B.M . East  side  of  12th  avenue 

from  West  56th  street  to 
West  57th  street  and  644-652 
West  57th  street  (Block 
1104,  Lot  56),  Borough  of 
Manhattan,  Applic.  416-36. 


Restored  to  Calendar 

71-30-BZ . D.B.B . 887-911  New  Lots  avenue  and 

399-407  Berriman  street, 
northeast  corner  (Block 
4086,  Lot  1),  Borough  of 
Brooklyn,  Applic.  14772-36. 


297-35-A . F.D . 681  Brook  avenue,  northwest 

corner  of  East  153rd  street 
(Block  2363,  Lot  1),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


712-26-BZ . D.B.B . 2211  Emmons  avenue,  north 

side,  289  ft.  3  in.  east  of 
Kenmore  street  (Block 
7495,  Lot  193),  Borough  of 
Brooklyn,  Decision. 


225-36-BZ . D.B.Bx _ 1182-1196  Grand  Concourse 

and  180-188  East  167th 
street,  southeast  corner 
(Block  2456,  Lots  155-163), 
Borough  of  The  Bronx, 

N.B.  261-36. 


Matter  of  Goelet  (Moss,  Commr.)— On  April  22,  1936,  petitioners  ap¬ 
plied  to  the  Commissioner  of  Licenses  of  the  City  of 
New  York  for  approval  of  a  theatre  site,  to  be  erected 
80  ft.  from  the  l’ark  avenue  building  line,  with  main 
entrance  on  53rd  street  and  accessible  from  Park  ave¬ 
nue  through  a  promenade  20  ft.  wide.  On  May  8, 
1936,  Commissioner  Moss  refused  the  license.  At  the 
hearing  objections  were  predicated  solely  on  the  ground 
that  the  erection  of  a  theatre  upon  the  site  would  de¬ 
preciate  real  estate  values  in  the  neighborhood.  The 
character  of  the  petitioner  was  in  no  wise  assailed  and 
there  are  no  facts  in  this  record  from  which  it  would 
be  fair  to  conclude  Ahat  a  theatre  at  this  point  would 
endanger  public  welfare,  public  safety,  public  health  or 
public  morals.  The  Appellate  Division,  First  Depart¬ 
ment,  reversed  the  order  of  Special  Term,  upholding 
the  Commissioner’s  decision,  and  stated  in  its  opinion 
as  follows: 

“We  hold  that  the  Zoning  Law  is  the  controlling 
authority  as  to  what  uses  the  owners  may  make  of 
their  property  in  a  given  district.  That  law  takes  into 
consideration  the  property  values  in  the  district  and 
the  uses  to  which  the  property  may  be  put.  Whether 
the  erection  of  a  theatre  in  a  space  which  has  been  left 
free  by  the  law  for  such  purposes  would  depreciate 
values  is  not  a  matter  of  concern  of  the  Commissioner 
of  Licenses  of  the  City  of  New  York.  As  was  said  in 
Matter  of  Larkin  Co.  v.  Schwab  (242  N.Y.  330) :  ‘In 
considering  the  power  to  issue  a  mandamus  order  for 
license,  permit  or  consent,  the  courts  must  take  into 
consideration  the  limits  of  the  discretion  which  under 
the  statute  or  ordinance  is  vested  in  the  administra¬ 
tive  body.  Refusal  to  grant  a  permit  must  be  consid¬ 
ered  arbitrary  where  based  solely  upon  grounds  which 
under  the  statute  the  administrative  body  may  not  con¬ 
sider.’  ” 

“The  effect  of  the  act  of  the  Commissioner  of  Li¬ 
censes  in  this  case  is  to  interfere  in  the  administration 
of  the  zoning  laws  and  ordinances.  The  decision  below 
grafts  a  negative  and  discretionary  exception  upon  the 
law.”  .  . 

“The  denial  of  the  permit  by  the  Commissioner  of 
Licenses  in  this  proceeding  brings  up  for  review  the 
limits  of  discretion  granted  to  him  under  this  section. 
We  think  the  Charter  and  ordinances  show  no  inten¬ 
tion  of  mixing  police  duties  and  zoning  duties  when 
the  Commissioner  passes  on  applications  for  this  sort 
of  license.  The  history  of  the  statutes  governing  the 
licensing  of  theatres  in  this  community  confirms  our 
opinion  that  the  duty  of  the  licensor  is  to  consider  the 
question  from  the  standpoint  of  public  health,  safety 
and  morals  only  and  not  as  a  problem  in  city  planning.” 
(October  31,  1936.) 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules - Sept. 

Certificate  of  Occupancy,  approved 

forms  . Aug- 

Concrete  Flat  Slabs,  Rules. ........  Sept. 

Concrete  Rules  (Hydrated  Lime)... Nov. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors)  ....  .Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 


15,  1936— Vol.  21,  No.  37 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21,  No.  36 

10,  1936— Vol.  21,  No.  45 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 
8,  1936— Vol.  21.  No.  36 
1,  1936— Vol.  21,  No.  35 
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Fire  Drill  Rules . July  14,  1936— Vol.  21,  No.  28 

Fire  Retarding  Rules  for  Garages, 

etc . Nov.  3,  1936— Vol.  21,  No.  44 

Fireproof  Wood,  Testing  of . Apr.  14,  1936 — Vol.  21,  No.  15 

Frame  Garages,  Ruling  for . Jan.  21,  1919 — Vol.  4,  No.  3 

Gas  Shut-Off  Rules . . Apr.  7,  1925— Vol.  10,  No.  14 

Hatchway  Protection  . lune  5,  1928 — Vol.  13,  No.  23 

Oil  Burner  Rules . Oct.  6,  1936 — Vcl.  21,  No.  40 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov.  27,  1934 — Vol.  19,  No.  48 

Platform  'trucks,  Specifications  for. July  28,  1936 — Vol.  21,  No.  30 

Plumbing  Rules  . . .  Nov.  10,  1936 — Vol.  21,  No.  45 

Procedure,  Kules  of . Nov.  10,  1936 — Vol.  21,  No.  45 

Refrigerating  Systems,  Extract  C.O.Sept.  8,  1936 — Vol.  21,  No.  36 

Smoking  in  Factories,  Rules  for.... Sept.  8,  1936 — Vol.  21,  No.  36 

Sprinkler  Rules  . Aug.  18,  1936 — Vol.  21,  No.  33 

Standpine  Fireline  Rules . Nov.  3,  1936 — Vol.  21,  No.  44 

Structural  Alterations.  Reporting. ..  J une  7.  1932— Vol.  17,  No.  23 

Tank  Trucks,  Fuel  Oil,  etc . July  28,  1936— Vol.  21,  No.  30 

Tank  Trucks,  Gasoline,  etc .  July  28,  1936 — Vol.  21,  No.  30 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  ...  .  . Mar  5.  1933 — Vol.  20,  No.  10 

Fireline  Hose  Valves . Sept.  29,  1936 — Vol.  21,  No.  39 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Sept.  1,  1936 — Vol.  21,  No.  35 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  193b  —  Vol.  21.  No.  21 

Fuel  Oil  Burners  for  Industrial  Use  Oct.  6,  1936 — Vol.  21,  No.  40 

Fuel  Oil  Pumps . . Nov.  10,  1936 — Vol.  21,  No.  45 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935  — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . . Oct.  27,  1936— Vol.  21,  No.  43 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  9,  1936,  AT  2  P.  M. 

Building  Zone  Case 

287-36- BZ. 

APPLICANT — Charles  L.  Fleece,  for  The  Bowery  Sav¬ 
ings  Bank,  owner. 

PREMISES — 101  East  109th  street  and  1501  Park  avenue, 
northeast  corner  (Block  No.  1637,  Lot  No.  1), 
Boroueh  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resohition. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


NOVEMBER  10,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  Novem¬ 
ber  10,  1936.  at  10  o’clock,  in  Room  1013  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  189-36-BZ — Application,  June  22,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  Richter,  applicant,  on  be¬ 
half  of  Solo  Linder,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station,  showroom,  auto¬ 
mobile  laundry,  brake  testing  station 
and  office;  premises  2994  Coney  Island 
avenue,  3364-3374  Guider  avenue, 
southwest  corner  and  722  Banner  ave¬ 
nue,  southwest  corner  of  Guider  ave¬ 
nue  (Block  No.  7264,  Lot  No.  49), 
Borough  of  Brooklyn. 

cal.  no.  126-36-BZ — Application,  May  7,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 


tion,  of  City  Parking  Stations,  Inc., 
applicant  and  lessee,  on  behalf  of  The 
Chase  National  Bank  of  the  City  of 
New  York,  owner,  to  permit  the  use 
of  the  plot  for  the  parking  of  more 
than  five  (5)  motor  vehicles  in  a  re¬ 
tail  use  district;  premises  288-290 
Madison  avenue,  west  side,  50.9  ft. 
north  of  East  40th  street  (Block  No. 
1275,  Lot  Nos.  16  and  17),  Borough  of 
Manhattan. 


cal.  no.  214-36-BZ — Application,  July  7,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolu¬ 
tion,  of  Myles  Levinson,  applicant,  on 
behalf  of  Cooper  Chemists,  Inc.  and 
Ezra  Jaffe,  owners,  to  permit  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station  in  a  business  use  dis¬ 
trict;  premises  1512-1524  Bath  avenue, 
southwest  corner  of  Bay  10th  street 
(Block  No.  6427,  part  of  Lot  No.  39), 
Borough  of  Brooklyn. 

cal.  no.  158-36-BZ — Application,  May  29,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 
tion  of  Gustave  Lindell,  applicant  and 
lessee,  on  behalf  of  Kew  Club  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  storage  and 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  83-26  Austin  street, 
south  side,  180  ft.  east  of  Lefferts 
boulevard  (Block  No.  3338,  Lot  No. 
25),  Kew  Gardens,  Borough  of 
Queens. 

i.AL.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
yueens. 

cal.  no.  304-36-BZ — Application,  October  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Washburn  Wire  Company, 
Inc.,  applicant  and  owner,  to  permit  the 
proposed  extension  of  an  existing  fac¬ 
tory  building  from  an  unrestricted 
use  district  into  a  residence  use  dis¬ 
trict;  537-549  East  118th  street,  north¬ 
west  corner  of  East  River  drive  and 
542-550  East  119th  street  (Block  No. 
1815.  Lot  Nos.  23  and  31),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman 


NOVEMBER  10,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

231-36-A — 38-48  Livonia  avenue,  southwest  corner  of  Bar¬ 
ret  street  (Block  No.  3581,  Lot  Nos.  32  and 
33),  Borough  of  Brooklyn. 
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291- 36-A — 112  East  21st  street,  west  side,  171  ft.  south 

of  Caton  avenue  (Block  No.  5081,  Lot  No. 
15),  Borough  of  Brooklyn. 

292- 36-A — 282-296  Chester  street,  west  side,  180  ft.  north 

of  Dumont  avenue,  and  251-279  Bristol  street 
(Block  No.  3559,  Lot  Nos.  39,  40,  41,  42  and 
43),  Borough  of  Brooklyn. 

322-36-A — 36  Forsyth  street,  east  side,  50  ft.  north  of 
Canal  street  (Block  No.  301,  Lot  No.  3),  Bor¬ 
ough  of  Manhattan. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 

237-36-SA — Heat-Pak  Oil  Burner,  Models  35  and  Com¬ 
pact. 

317-36-SA — Dempsey  Industrial  Oil  Burner. 

320-36-SA— Preferred  Syphon  Breaker,  Type  T. 
324-36-SA — Thermoil  Oil  Burner. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  No¬ 
vember  10,  1936,  at  2  o’clock  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  reserved 
without  further  argument,  pending  an  inspection  and  a 
report  with  recommendation  by  the  committee  of  the 
board : 

cal.  no.  644-20-BZ — Application  of  Samuel  Rosenblum, 
applicant,  on  behalf  of  H.P.C.  Cor¬ 
poration,  owner,  reopened  October  20, 
1936,  for  consideration  of  an  amend¬ 
ment  to  the  resolution  re  Application, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  alteration  of  a  gasoline 
service  station  and  garage  for  more 
than  five  (5)  motor  vehicles  (pre¬ 
viously  granted  by  the  board),  so  as 
to  reduce  the  size  of  office ;  premises 
1522-1528  Southern  boulevard,  north¬ 
east  corner  of  East  172nd  street  (Block 
No.  2982,  Lot  No.  1),  Borough  of  The 
Bronx. 


cal.  no.  109-36-BZ — Application,  April  23,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  M.  Baker,  applicant,  on  be¬ 
half  of  Agnes  Spanos,  owner,  to  per¬ 
mit  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises,  108-23  Asto¬ 
ria  boulevard,  north  side,  183.9)4  ft. 
east  of  31st  drive  (Block  No.  1679,  Lot 
No.  44),  Elmhurst,  Borough  of 
Queens. 

cal.  no  121-36-BZ — Application.  May  5,  1936,  under  sec¬ 
tions  7f  and  21  of  the  building  zone 
resolution,  of  Benjamin  Maksik,  appli¬ 
cant  and  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  an  open  air  dining 


and  dancing  pavilion  and  also  the 
parking  of  more  than  five  (5)  motor 
vehicles  (of  patrons)  ;  premises  2686- 
2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of 
Brooklyn. 

cal.  no.  391-27-BZ — Application  of  Daniel  Marshall,  ap¬ 
plicant,  on  behalf  of  Sinclair  Refining 
Co.,  lessee  (long  term  lease),  reopened 
June  16,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  and  partly  in  an 
unrestricted  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  (previously  denied  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion)  ;  premises  5214-5218  Broadway 
and  89  West  225th  street,  northeast 
corner  (Block  No.  2215,  Lot  No.  106), 
Borough  of  Manhattan. 

cal.  no.  16-36-BZ — Application,  January  27,  1936,  under 
sections  7f  and  21  of  the  building  zone 
resolution,  of  Albert  Goldhammer,  ap¬ 
plicant,  on  behalf  of  A.  F.  &  G.  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  1865-1869  Westchester 
avenue  and  1301  White  Plains  road, 
north  side  of  Westchester  avenue, 
from  Leland  avenue  to  White  Plains 
road  (Block  No.  3880,  Lot  Nos.  1,  2, 
3,  4  and  5),  Borough  of  The  Bronx. 

cal.  no.  82-36-BZ — Application  March  28,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  William  Hoelze,  appli¬ 
cant,  on  behalf  of  Hoelze  Realty  Corp., 
owner,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  maintenance  of  a  lum¬ 
ber  storage  shed  and  planing  mill ; 
premises  206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in.  east 
of  206th  street  and  206-19  45th  road, 
north  side,  100  ft.  east  of  206th  street 
(Block  No.  3148,  Lot  Nos.  9)4,  59  and 
60),  Bayside,  Borough  of  Queens. 
HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  17,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  No¬ 
vember  17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  128-36-BZ — Application.  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and.  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot;  premises  5205-5257  Sycamore 
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avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1 307- 1 311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

cal.  no.  257-36-BZ — Application,  September  4,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  John  J.  Beatty,  applicant, 
on  behalf  of  Buckminster  Estates,  Inc., 
owner,  to  permit  the  erection  of  a 
business  building  (theatre  and  stores) 
extending  from  a  business  use  district 
to  a  residence  use  district;  premises 
1713  Church  avenue,  north  side,  105 
ft.  974  in.  east  of  East  17th  street 
(Block  No.  5078,  Lot  No.  30),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  217-33-BZ — Application  of  Benjamin  N.  Brody, 
applicant,  on  behalf  of  Helen  Schrage 
Lehman,  owner,  reopened  May  5,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  110-38  Springfield 
boulevard  and  217-20  110th  road,  south¬ 
west  corner  (Block  No.  2038,  Lot  No. 
28),  Queens  Village,  Borough  of 
Queens. 

cal.  no.  181-36-BZ — Application,  June  12,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Joseph  Weiss 
Co.,  Inc.,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a 
proposed  gasoline  service  station ; 
premises  1490-1498  Linden  boulevard, 
south  side,  478  ft.  4 V2  in.  east  of  Rock- 
away  avenue  (Block  No.  3644,  Lot 
No.  85),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  17,  1936,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  No- 
vember  17,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board : 

cal.  no.  54-36-BZ — Application,  March  10,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Kadel,  Van  Kirk  and 
Trencher,  applicants,  on  behalf  of  B. 
&  S.  Gasoline  Stations,  Inc.,  owner, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline 
service  station;  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend 
Neck  road,  northwest  corner  (Block 
No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

cal.  no.  589-31 -BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Sona  Cooper- 
stein,  owner,  reopened  July  14.  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  the  extension  in 
area  of  an  existing  gasoline  service 
station  previously  granted  by  the 
Board;  premises  159-01  to  159-07  114th 
avenue  (Linden  boulevard)  and  159-02 
to  159-08  Meyer  avenue,  northeast  cor¬ 
ner  of  1 59th  street  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough 
of  Queens. 

cal.  no.  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  23,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

1 1-34-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Ada  Koggan, 
owner. 

PREMISES— 277-293  Chester  street,  east  side,  179  ft.  2 
in.  south  of  Blake  avenue  (Block  No.  3560,  Lot 
No.  12),  Borough  of  Brooklyn. 
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APPLICATION,  under  section  7 h  of  the  building  zone 
resolution  (reopened  October  6,  1936  under  new 
proposal), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
denied  for  a  junk  shop). 

294-36-BZ. 

APPLICANT — Matthew  W.  DelGaudio,  for  Ernest  Da- 
miane,  owner. 

PREMISES— 2496  Elm  place,  east  side,  57.75  ft.  south  of 
Fordham  road  (Block  No.  3023,  Lot  No.  79) 
Borough  of  the  Bronx. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  the  extension,  from  a  business  use  district 
into  a  residence  use  district,  of  a  proposed  busi¬ 
ness  building. 

624-26- BZ. 

APPLICANT — Apa  Realty  Corporation,  owner. 

PREMISES— Southwest  corner  of  Kissena  boulevard 
(road)  and  Nassau  boulevard  (Block  No.  2167, 
Lot  No.  35),  Flushing,  Borough  of  Queens. 

APPLICATION,  under  section  7f  of  the  building  zone 
resolution  (reopened  October  6,  1936) 

TO  PERMIT  in  a  business  use  district  the  maintenance 
of  a  gasoline  service  station  (erected  under  a 
temporary  variation  granted  by  the  Board)  for 
an  additional  temporary  period  of  two  (2)  years. 


NOVEMBER  24,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  24,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  244-36-BZ — Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cal.  no.  250-36-BZ — Application,  August  19,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Benjamin  Millstein,  applicant, 
on  behalf  of  The  City  Mortgage  Com¬ 
pany,  owner,  to  permit  the  change  of 
use  from  stores  to  gasoline  service  sta¬ 
tion  for  a  portion  of  the  first  floor  of 
an  existing  garage  and  store  building; 
premises  182-184  Fulton  street  and  91 
Orange  street,  northwest  corner  (Block 
No.  222,  Lot  No.  17),  Borough  of 
Brooklyn. 

cal.  no.  240-36-BZ — Application,  August  4,  1936,  under 
section  7 a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 
plicants,  on  behalf  of  Joseph  Giganti, 
owner,  to  permit  the  extension  of  an 
existing  public  garage  and  the  erec- 


iton  of  a  gasoline  service  station  in 
a  residence  use  district;  premises 
87-14  92nd  street,  west  side,  110.39  ft. 
south  of  Jamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Bor¬ 
ough  of  Queens. 

cal.  no.  256-36-BZ — Application,  September  3,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  William  I.  Hohauser, 
applicant,  on  behalf  of  Marie  E.  Har- 
dart,  owner,  to  permit  the  erection 
of  a  business  building  (theatre)  part¬ 
ly  in  a  business  use  district  and  partly 
in  a  residence  use  district  and  the 
omission  of  the  required  rear  yard ; 
premises  1 109  Lexington  avenue,  east 
side,  68.6  ft.  north  of  East  77th  street 
and  153-157  East  77th  street  (Block 
No.  1412,  Lot  Nos.  20 J4,  23,  23J/4  and 
24),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  24,  1936,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  No¬ 
vember  24,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter : 

cal.  no.  225-36-BZ — -Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  The  North 
American  Holding  Corporation,  own¬ 
er,  reopened  under  new  facts  Novem¬ 
ber  4,  1936,  under  sections  7c  and  21 
of  the  building  zone  resolution,  to 
permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  erection  of  a  six  (6)  story 
dwelling  with  business  use  (stores)  on 
the  first  story  (previously  denied)  ; 
premises  1182-1196  Grand  Concourse 
and  180-188  East  167th  street,  south¬ 
east  corner  (Block  No.  2456,  Lot  Nos. 
155-163),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  8,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter: 

cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  F.dward  Bach,  owner.  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  i^ot  No.  29), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 
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DECEMBER  8,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  De¬ 
cember  8,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter  : 

cal.  NO.  26-36-BZ — Application,  February  11,  1936,  under 


section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

WEDNESDAY  MORNING,  NOVEMBER  4,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  special  meeting  of  the  board  held 
on  Friday  morning,  October  23,  1936;  the  minutes  of  the 
regular  meeting  of  the  board  held  on  luesday  morning, 
October  27,  1936  and  the  minutes  of  the  regular  meeting 
of  the  board  held  on  Tuesday  afternoon,  October  27,  1936, 
were  approved  as  printed  in  Bulletin  No.  44,  Vol.  XXL 


BUILDING  ZONE  CASES 

54-36-BZ. 

APPLICANT — Kadel,  Van  Kirk  &  Trencher,  for  B.  &  S. 

Gasoline  Stations,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7 a  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline  service  sta¬ 
tion. 

PREMISES  AFFECTED— 2240-2250  Ocean  parkway  and 
515-531  Gravesend  Neck  road,  northwest  corner 
(Block  No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Bernard  Trencher  and  Max  Siegel. 
For  Opposition:  L.  C.  Squire,  Joseph  Joffe  and 
Nicholas  F.  Walsh. 

ACTION  OF  BOARD- — Laid  over  to  November  17,  1936 
at  2  P.M.  for  report  of  committee.  No  further 
argument. 


304-36- BZ. 

APPLICANT — Washburn  Wire  Company,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution  to  permit  the  proposed  extension  of  an 
existing  factory  building  from  an  unrestricted  use 
district  into  a  residence  use  district. 

PREMISES  AFFECTED— 537-549  East  118th  street, 
northwest  corner  of  East  River  drive  and  542-550 
East  119th  street  (Block  No.  1815,  Lot  Nos.  23 
and  31),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Raymond  J.  Walsh. 

For  Opposition:  Benjamin  F.  Karpay. 

ACTION  OF  BOARD — Laid  over  to  November  10,  1936, 
at  10  A.M.  upon  request  of  attorney  in  opposition. 


181-36-BZ. 

APPLICANT — 'Irving  Kirshenblit,  for  Joseph  Weiss  Co., 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  the  extension 
from  an  unrestricted  use  district  into  a  business 
use  district  of  a  proposed  gasoline  service  station. 

PREMISES  AFFECTED — 1490-1498  Linden  boulevard, 
south  side,  478  ft.  4}4  in.  east  of  Rockaway  ave¬ 
nue  (Block  No.  3644,  Lot  No.  85),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  G.  A.  Gross. 

For  Opposition:  George  Abrams. 

ACTION  OF  BOARD — Laid  over  to  November  17,  1936 
at  10  A.M.  upon  request  of  applicant’s  representa¬ 
tive. 


589-31 -BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Sonia  Cooper- 
stein,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  the  extension  in  area  of 
an  existing  gasoline  service  station  previously 
granted  by  the  board  (reopened  Tuly  14,  1936). 

PREMISES  AFFECTED— 159-01  to  159-07  114th  avenue 
(Linden  boulevard)  and  159-02  to  159-08  Meyer 
avenue,  northeast  corner  of  1 59th  street  (Block 
No.  2958,  Lot  Nos.  1  and  3),  Jamaica,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Max  Siegel  and  Otto  Schultz. 

For  Opposition:  Joseph  Pokart,  Rosario  Ingar- 
giola  and  Joseph  V.  Brown. 

ACTION  OF  BOARD — Laid  over  to  November  17,  1936 
at  2  P.M.  for  report  of  committee.  No  further 
argument. 


636-20- BZ. 

APPLICANT — Michael  Mario,  for  Constant  Motor  Serv¬ 
ice  Corp.,  owner. 

SUBJECT— Application  reopened  October  6,  1936 — re  (de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  an  unrestricted  use  district  and  partly 
in  a  business  use  district  the  reconstruction  of  a 
series  of  multiple  garage  buildings  and  a  gasoline 
service  station  (previously  granted  by  the- board), 
so  as  to  provide  automobile  sales  rooms  and  motor 
vehicle  repair  shops  wdth  openings  to  66th  street. 
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PREMISES  AFFECTED— 6434-6520  Fifth  avenue  and 
435-483  66th  street,  northwest  corner  (Block  No. 
5827,  Lot  No.  27),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  George  A.  Aliano  and  Michael 
Mario. 

For  Opposition:  L.  C.  Squire,  Mrs.  Flarry  L.  Nel¬ 
lis  and  Dr.  Harry  S.  Whitaker. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(636-20-BZ) 

Whereas,  this  application  affecting  premises  435-483  66th 
street  and  6434-6520  Fifth  avenue,  northwest  cornier  (Block 
No.  5827,  Lot  No.  27),  Borough  of  Brooklyn,  was  granted 
by  the  board  January  4,  1921,  permitting  in  a  business 
use  district  a  series  of  individual  garages,  including  a 
gasoline  selling  station,  amended  January  20,  1925,  to  a 
series  of  three  and  five-car  garages ;  and 

Whereas,  on  March  20,  1925,  the  rear  of  the  plot  was 
placed  in  an  unrestricted  use  district ;  and 

Whereas,  Michael  Mario,  for  the  Constant  Motor  Ser¬ 
vice  Corporation,  owner,  requested  a  reopening  of  this 
application  so  as  to  permit  the  rearrangement  and  recon¬ 
struction  of  the  buildings  now  on  the  plot  so  as  to  pro¬ 
vide  automobile  salesrooms  and  repair  shops  with  open¬ 
ings  to  66th  street  in  addition  to  the  three  and  five-car 
garages  and  gasoline  service  station ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  on  October  6,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  November  4,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  board  found  that  there  was  hardship  as 
to  the  use  of  the  premises  additional  to  the  premises 
originally  comprehended  in  this  application  and  that  the 
proposed  improvements  were  proper  under  suitable  con¬ 
ditions  ;  and 

Whereas,  the  resolution  of  January  20,  1925,  reads: 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of 
the  use  district  regulations  of  the  building  zone  reso¬ 
lution,  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  that  every  five  cars  shall  be 
housed  in  a  separate  compartment,  separated  from 
each  other  by  a  partition  built  of  angle  iron,  with 
metal  lath  and  cement  mortar,  or  of  4  in.  cement 
or  terra  cotta  blocks,  with  a  4  ft.  by  6  ft.  skylight 
over  each  five-car  compartment,  glazed  with  sheet 
glass  and  wire  screened  above  and  below ;  that  each 
group  of  ten  of  such  enclosures  shall  be  enclosed 
by  an  8  in.  brick  or  8  in.  hollow  tile  wall,  which  shall 
be  carried  up  as  a  parapet  above  the  roof,  and  prop¬ 
erly  coped ;  that  the  frontage  on  Fifth  avenue  shall 
be  confined  to  stores  with  fronts  ornamental  in  de¬ 
sign  and  sash  and  doors  glazed  with  plate  glass ;  that 
the  brick  wall  on  the  Parkway  front  shall  be  con¬ 


structed  of  tapestry  brick  with  stone  trim  and  to  be 
of  ornamental  design ;  that  any  gasoline  selling  sta¬ 
tion  shall  be  within  the  building  lines  and  not  on  the 
roadway  in  front  of  the  premises;  that  a  2)4-in.  pipe 
connected  with  the  city  main  by  a  2-in.  tap  shall  be 
carried  the  length  of  the  plot  with  outlets  for  hose 
connections  not  over  100  ft.  apart,  controlled  by  the 
necessary  valves  and  with  50  ft.  lengths  of  hose  at 
each  outlet;  and  that  on  completion  of  the  structure 
the  architect-appellant  shall  certify  that  the  condi¬ 
tions  as  above  laid  down  have  been  observed  in  spirit 
as  well  as  the  letter.” 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  the  resolution  of  January  20,  1925,  by  add¬ 
ing  thereto  the  following: 

“That  in  the  event  the  owner  desires  to  reconstruct 
the  premises  along  66th  street  toward  Fourth  avenue, 
beginning  at  a  point  approximately  198  ft.  westerly 
of  Fifth  avenue,  such  reconstruction  may  be  per¬ 
mitted  if  carried  out  in  accordance  with  plans  marked 
‘Received  October  13,  1936’  and  with  the  additional 
area  on  66th  street,  on  condition  that  the  buildings 
shall  be  constructed  of  face  brick  \Hth  enameled  steel, 
cut  stone  or  equivalent  trimming;  that  the  buildings 
shall  not  exceed  one  story  in  height;  that  no  roof 
signs  shall  be  permitted  except  two  advertising  tow¬ 
ers,  as  indicated  on  plan,  one  toward  the  easterly 
end  and  one  toward  the  westerly  end,  each  not  ex¬ 
ceeding  25  ft.  in  height ;  that  all  other  signs  shall  be 
restricted  to  the  facades  of  the  buildings  along  66th 
street;  that  on  the  triangular  plot  toward  Fourth  ave¬ 
nue  there  shall  be  constructed  a  curb  along  the  build¬ 
ing  line  and  the  plot  shall  be  planted  at  all  times 
and  left  unbuilt  upon ;  that  servicing  of  cars  shall 
be  restricted  to  the  areas  as  indicated  within  the  un¬ 
restricted  zone,  except  that  access  to  such  areas  may 
be  permitted  across  the  business  area;  that  in  place 
of  the  wire  fence  shown  along  the  building  line  for 
a  distance  of  35  ft.  there  shall  be  constructed  a  brick 
wall  with  substantial  gates ;  that  the  standpipe  re¬ 
quirements  of  the  Building  Code  may  be  waived  on 
condition  that  the  doors  shown  in  the  subdividing 
wall  shall  be  fireproof  self-closing  doors  or  rolling 
shutters  approved  by  the  N.  Y.  Board  of  Fire  Un¬ 
derwriters  ;  that  any  windows  opening  through  this 
wall  shall  be  metal,  self-closing  and  glazed  with  wire 
glass ;  that  the  servicing  of  automobiles  shall  be  re¬ 
stricted  to  those  automobiles  in  connection  with  the 
adjoining  showrooms  and  shall  be  limited  to  hand 
tools  and  light  machine  tools,  excluding  anvils,  forges 
and  acetylene  torches  and  also  excluding  heavy  body 
work,  fender  repairing  and  painting,  other  than  minor 
painting  repairs ;  that  in  all  other  respects  the  con¬ 
ditions  imposed  by  previous  resolution  of  January 
20,  1925,  applying  to  the  premises  under  this  calendar 
shall  be  complied  with ;  that  all  plans  shall  be  sub¬ 
mitted  to  the  chairman  and  approved  by  him  in 
behalf  of  the  board  before  same  are  filed  with  the 
commissioner  of  buildings;  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year 
from  the  date  of  this  action.” 


Adjourned,  12  M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

WEDNESDAY  AFTERNOON,  NOVEMBER  4,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use,  “B'’  area 
and  2  times  height  district  the  alteration  of  a  hotel 
— which  after  alteration  will  exceed  the  permitted 
height  and  will  not  have  the  required  yard  and 
court  space. 

PREMISES  AFFECTED — 145  West  51st  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Louis  H.  Kasman. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936 
at  2  P.M.  on  request  of  applicant’s  representative. 


935-19-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  Firestone  Tire  and 
Rubber  Co.,  owner. 

SUBJECT — Application  reopened  September  22,  1936  un¬ 
der  section  21  for  consideration  of  an  amendment 
of  resolution — re  (decision  of  the  commissioner 
of  buildings)  so  as  to  permit  in  a  business  use 
district  the  extension  of  existing  gasoline  service 
station  and  the  addition  of  an  automobile  repair 
shop  in  a  building  occupied  as  a  garage  and  gaso¬ 
line  service  station  previously  granted  by  the 
board. 

PREMISES  AFFECTED— 1730-1750  Bedford  avenue  and 
133-147  Empire  boulevard,  northw'est  corner  and 
94-110  Sullivan  place  (Block  No.  1306,  Lot  No. 
49),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 

For  Opposition:  None. 

AC  riON  OF  BOARD — Laid  over  to  November  17,  1936 
at  2  P.M.  for  applicant  to  file  revised  plans. 


71-30-BZ. 

APPLICANT — Irving  Kirshenblit,  for  Bessie  Rubin, 
owner. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  proposal  re  (decision  of  the  commission¬ 
er  of  buildings)  under  sections  21  and  7h  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  parking  of  more  than  five  (5) 
motor  vehicles  (previously  denied  for  a  gasoline 
service  station). 

PREMISES  AFFECTED — 887-911  New  Lots  avenue  and 
399-407  Berriman  street,  northeast  corner  and 
northwest  corner  of  Atkins  avenue  and  New  Lots 
avenue  (Block  No.  4086,  Lot  No.  1),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Harris  Rubin  and  Irving  Kirshen¬ 
blit. 

AC  I  ION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 


Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


712-26-BZ. 

APPLICANT — George  H.  Boyce,  for  Philip  H.  Reid, 
owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit  (permit  having  expired  by  limitaton)  re  Ap¬ 
plication,  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  erection  and  maintenance  of  a  gasoline  selling 
station  for  a  temporary  period. 

PREMISES  AFFECTED — 2211  Emmons  avenue,  north 
side,  289  ft.  3  in.  east  of  Kenmore  street  (Block 
No.  7495,  Lot  No.  193),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  George  H.  Boyce. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


225-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  The  North 
American  Holding  Corporation,  owner. 

SUBJECT — Application  for  reopening— consideration  un¬ 
der  new  facts — re  (decision  of  the  commissioner 
of  buildings)  under  sections  7-c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  erection  of  a  six  (6)  story  multiple 
dwelling  with  business  use  (stores)  on  the  first 
story  (previously  denied). 

PREMISES  AFFECTED — 1182-1196  Grand  Concourse 
and  180-188  East  167th  street,  southeast  corner 
(Block  No.  2456,  Lot  Nos.  155-163),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant :  Max  Siegel. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  November  24,  1936, 
at  2  P.M.  Applicant  to  notify  property  owners  in 
the  affected  area  by  registered  mail  not  later  than 
November  10,  1936.  Such  notice  to  include  in¬ 
structions  to  property  owners  that  objections  or 
consents  shall  be  filed  with  the  board  not  later 
than  November  19,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


265-28-BZ. 

APPLICANT — Flostrand  Realties,  Inc.,  owner. 

SUBJECT — Application  reopened  October  14,  1936  for 
consideration  as  to  extension  of  time  (permit  hav¬ 
ing  expired  by  limitation)  re  application  (decision 
of  the  superintendent  of  buildings)  granted  on 
condition,  under  section  21  of  the  building  zone 
resolution,  permitting,  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district,  the 
erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 
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PREMISES  AFFECTED — West  side  of  Westchester  ave¬ 
nue,  161.14  ft.  south  of  Wilkinson  avenue  (Block 
No.  4235,  Lot  No.  43),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Bernard  J.  O’Connell. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Athrmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(265-28- BZ) 

Whereas,  this  application  affecting  premises,  west  side 
of  Westchester  avenue,  161.14  ft.  south  of  Wilkinson  ave¬ 
nue  (Block  No.  4235,  Lot  No.  43),  Borough  of  The  Bronx, 
was  granted  by  the  board  October  2,  1928,  on  certain  con¬ 
ditions,  resolution  amended  March  31,  1931,  and  owner 
requests  an  extension  of  time ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  October  14,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  November  4,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals;  and 

Whereas,  the  board  deemed  that  the  time  to  obtain 
permits  and  complete  the  work  should  be  extended. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted,  on 
condition  that  the  structure  shall  not  exceed  in  height  one 
story  above  grade ;  that  the  rear  and  side  walls  shall  be 
unpierced  throughout  their  entire  height  and  length  ;  that 
the  building  shall  be  constructed  fireproof  throughout ; 
that  the  exterior  of  the  building  on  Westchester  avenue 
front  shall  be  finished  with  light-color  face  brick  with 
architectural  terra  cotta  or  natural  stone  trimmings;  that 
there  shall  be  no  advertising  display  of  any  nature  or 
description  other  than  one  projecting  electric  sign,  lo¬ 
cated  approximately  at  the  center  of  the  building  on 
street  front,  and  that  all  permits  required  shall  be  ob¬ 
tained  and  any  work  involved  shall  be  completed  within 
one  year  from  the  date  of  this  action,  on  further  condi¬ 
tion  that  plans  shall  be  submitted  to  this  board  and  ap¬ 
proved  by  the  chairman  in  behalf  of  the  board  as  com¬ 
plying  with  the  resolution  of  March  31,  1931,  before  same 
are  filed  with  the  commissioner  of  buildings. 


222-36-BZ. 

APPLICANT — Boochever,  McManus  &  Ostrow,  for  New 
York  Water  Service  Corporation,  owner. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  steel  tank  for  stor¬ 
age  of  water. 

PREMISES  AFFECTED — 3402-3424  Foster  avenue,  south 
side,  540  ft.  west  of  East  37th  street  (Block  No. 
4982A,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  George  Boochever. 

For  Opposition  :  B.  E.  Driscoll,  A.  Englander  and 
Johanna  Blohm. 

AC  I  ION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  q 


THE  RESOLUTION— 

(222-36-BZ) 

Whereas,  Boochever,  McManus  and  Ostrow,  for  New 
York  Water  Service  Corporation,  owner,  filed  July  14, 
1936,  an  application  under  the  building  zone  resolution  to 
permit  in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  steel  tank  for  the  storage  of  water;  prem¬ 
ises  :  3402-3424  Foster  avenue,  south  side,  540  ft.  west 
of  East  37th  street  (Block  No.  4982A,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  4,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals;  and 

W  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Farragut  road,  Foster 
avenue,  East  37th  street,  Newkirk  avenue  and  East  35th 
street  are  all  in  a  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  June  16,  1936  (App.  No.  8774-1936),  reads: 

“Proposed  steel  tank  for  storage  of  water  to  be 
located  in  a  residential  district  is  contrary  to  article 
II,  section  3  of  zone  resolution.” 

and 

Whereas,  the  premises  (part  of  a  larger  area  of  ap¬ 
proximately  50  acres  under  the  same  ownership)  consists 
of  a  plot  of  ground  having  a  frontage  of  170  ft.  on  East 
34th  street  (prolonged)  and  200  ft.  on  Foster  avenue 
(prolonged)  upon  which  it  is  proposed  to  erect  a  steel 
tank  144  ft.  in  diameter  and  24  ft.  10J4  in.  in  height  for 
the  storage  of  water;  and 

W  hereas,  a  committee  of  the  board  visited  these  prem¬ 
ises,  report  of  which  inspection  was  read  at  this  hearing 
and  which  report  follows: 

REPORT  OF  COMMITTEE 
Re:  Cal.  No.  222-36-BZ. 

Premises:  3402-3424  Foster  avenue,  south  side,  540 
ft.  west  of  East  37th  street  (Block  No.  4982A,  Lot 
No.  1),  Borough  of  Brooklyn. 

The  applicant,  The  New  York  Water  Service  Cor¬ 
poration,  is  the  owner  of  several  blocks  west  of  East 
37th  street  and  south  of  Newkirk  avenue,  which  has 
been  used  for  many  years  as  an  area  for  driven 
wells  and  pumping  station  for  supplying  water  to  a 
large  area  in  Flatbush  not  otherwise  supplied  by  the 
City  except  that  there  are  one  or  more  connections 
with  the  city  service  for  break  down  purposes.  This 
company  has  a  franchise  and  is  under  obligation  to 
furnish  service.  The  demands  upon  their  wells  par¬ 
ticularly  during  the  day  has  reached  the  point  where 
the  company  finds  it  desirable  to  construct  a  3,000,000 
gallon  tank  reservoir  to  be  filled  at  night  when  de¬ 
mands  are  less  so  as  to  have  a  reserve  to  draw  upon. 
V\  ater  will  be  pumped  into  this  tank  and  pumped 
into  the  mains  as  required.  It  is  proposed  to  locate 
this  tank  near  the  intersection  of  proposed  extensions 
of  Foster  avenue  and  East  34th  street  in  a  natural 
hollow.  The  tank,  circular  in  shape,  will  not  extend 
in  height  more  than  19  ft.  above  the  proposed  curb 
level  of  Foster  avenue  when  extended.  It  is  proposed 
to  landscape  the  area  surrounding  the  tank  so  that 
the  tank  will  be  screened.  Such  pumps  as  may  be 
necessary  will  be  located  in  the  existing  pumping 
stations  adjacent.  The  entire  area  is  now  used  by 
the  public  with  several  tennis  courts  permitted  by 
the  company. 

Adjacent  property  owners,  the  nearest  house  being 
over  300  ft.  from  the  proposed  tank,  while  perhaps 
fearful  that  the  tank  will  be  unsightly  and  noisy,  will, 
in  the  opinion  of  the  committee,  not  be  adversely  af¬ 
fected.  The  company  should  be  permitted  to  carry 
out  the  purposes  of  its  franchise  and  it  is  apparent 
that  the  company  would  not  undertake  to  spend  $75,- 
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000  or  more  unless  in  the  opinion  of  its  engineers 
need  for  the  reservoir  tank  exists.  At  the  same  time, 
the  tank  should  be  properly  screened  so  that  its  19  ft. 
height  above  curb  is  not  objectionable.  Landscape 
plans  should  be  submitted  for  the  board’s  approval. 
The  committee  also  believes  the  tank  should  be  back 
25  ft.  from  the  proposed  line  of  Foster  avenue. 

The  City,  through  the  department  of  water  supply, 
gas  and  electricity,  interposes  no  objection  to  this 
tank  and  there  are  at  present  no  negotiations  pend¬ 
ing  looking  to  the  City’s  acquisition  of  the  property. 
If  and  when  the  City  takes  over  the  plant  and  extends 
the  city  mains,  the  existing  piping  would  have  to  be 
very  largely  replaced. 

Under  Cal.  No.  71-36-A,  the  board  determined  that 
this  tank  was  not  a  usual  accessory  to  a  local  pump¬ 
ing  station  permitted  in  a  residence  district,  and  this 
appeal  is  brought  under  section  21  for  a  zoning  vari¬ 
ance  as  the  area  is  in  a  residential  district.  The  area 
owned  by  the  company  has  a  number  of  artesian  wells 
and  is  held  unbuilt  upon  for  this  purpose.  The  loca¬ 
tion  selected  for  the  tank  is  generally  toward  the 
center  of  this  unbuilt  upon  area  and  properly  placed 
adjacent  to  the  pumping  station  without  interfering 
with  existing  active  wells. 

A  committee  of  the  board  has  inspected  this  area 
on  two  occasions,  giving  particular  attention  to  the 
effect  upon  residential  buildings  in  the  area. 

The  committee  recommends  that  the  appeal  be 
granted  with  conditions. 

( Sgd. )  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM 
PATRICK  WALSH 

Committee. 

and 

W’hereas,  the  committee  recommended  that  the  appli¬ 
cation  be  granted  on  conditions  and  with  proper  safe¬ 
guards  ;  and 

Whereas,  the  board  deemed  that  the  applicant  had 
substantiated  the  basis  of  his  appeal  under  section  21  of 
the  building  zone  resolution,  unnecessary  hardship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  subject  to  such  conditions  as  the  board  may 
deem  desirable,  after  complete  plans  have  been  submit¬ 
ted  carrying  out  the  recommendations  of  the  committee. 


281-36-BZ. 

APPLICANT — Thomas  W.  Lamb,  Inc.,  for  Enfants  Real 
Estate  Corp.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution,  to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use  district  the 
alteration  of  an  existing  business  building  so  as 
to  include  a  theatre. 

PREMISES  AFFECTED— 1146-1148  Madison  avenue  and 
26-28  East  85th  street,  southwest  corner  (Block 
No.  1496,  Lot  No.  60),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Opposition :  James  A.  McCarthy,  and  M.  E. 
Goldberg. 

For  Administration :  Samuel  Becker,  Assistant 
Engineer,  Department  of  Buildings. 

ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(281-36-BZ) 

Whereas,  lhomas  W.  Lamb,  Inc.,  for  Enfants  Real 
Estate  Corp.,  owner,  filed  September  18,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  partly 
in  a  business  use  district  and  partly  in  a  residence  use 
district  the  alteration  of  an  existing  business  building  so 
as  to  include  a  theatre;  premises:  1146-1148  Madison  ave¬ 
nue  and  26-28  East  85th  street,  southwest  corner  (Block 
No.  1496,  Lot  No.  60),  Borough  of  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  4,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

W  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Madison  avenue  is  in  a 
business  district ;  Fifth  avenue  is  in  a  residence  district ; 
East  84th  street  is  in  residence  and  business  districts ; 
East  85th  street  is  in  residence  and  business  districts,  and 
East  86th  street  is  in  residence  and  business  districts ;  and 
Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  August  25,  1936,  re  App.  No.  193-1936, 
reads : 

“1.  Proposed  use  extending  from  a  business  dis¬ 
trict  into  -  a  residence  district,  contrary  to  section  3 
of  the  zone  resolution.” 

and 

\\  hereas,  the  building  is  to  be  of  fireproof  construc¬ 
tion,  two  stories  (43  ft.)  in  height,  with  a  frontage  of 
20  ft.  4  in.  on  Madison  avenue  and  60  ft.  on  East  85th 
street,  irregular,  to  be  occupied  as  a  business  building 
and  motion  picture  theatre,  598  seats  ;  and 

Whereas,  these  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board  report  of  which  in¬ 
spection  was  read  at  this  hearing  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE 

November  2,  1936. 

Cal.  No.  281-36-BZ. 

Premises:  1146-1148  Madison  avenue  and  26-28  East 
85th  street,  southwest  corner,  Borough  of  Manhattan. 

The  applicant  in  this  case  owns  property  at  the 
southwest  corner  of  Madison  avenue  and  East  85th 
street,  fronting  42  ft.  2  in.  on  Madison  avenue  and 
120  ft.  on  East  85th  street.  On  September  25,  1936, 
a  change  in  the  use  district  maps  by  the  board  of 
estimate  and  apportionment  placed  the  Madison  ave¬ 
nue  frontage  and  a  depth  of  100  ft.  on  East  85th 
street  in  a  retail  use  district.  The  balance  of  the 
plot,  viz. — 20  ft.  on  East  85th  street — remains  in  a 
residence  use  district.  The  plot  is  now  developed 
entirely  with  stores  on  the  ground  floor  and  business 
use  on  the  second  story,  which  is  the  height  of  the 
buildings,  excepting  the  westerly  25  ft.  which  is  de¬ 
veloped  with  store  on  the  ground  floor,  where  busi¬ 
ness  use  has  existed  since  prior  to  zoning  in  1916, 
and  two  stories  above  for  dwelling  use. 

This  application  is  for  permission  to  erect  a  two- 
story  non-fireproof  motion  picture  theatre,  that  is 
43  ft.  in  height,  trans-lux  type,  seating  not  more 
than  598  persons,  in  place  of  the  present  development, 
by  installing  a  foyer  20  ft.  4  in.  in  width  on  the 
Madison  avenue  frontage,  between  the  stores  on  the 
north  and  south  ends  of  the  Madison  avenue  frontage, 
and  to  use  the  most  westerly  50  ft.  on  the  East  85th 
street  frontage  for  the  theatre  structure,  thus  provid¬ 
ing  an  entrance  to  the  theatre  on  Madison  avenue  and 
providing  exits  for  use  only  in  case  of  emergency 
on  the  East  85th  street  frontage.  There  is  no  viola¬ 
tion  of  the  zoning  requirements  by  building  a  theatre 
in  either  a  business  or  a  retail  district,  so  that,  ex¬ 
cepting  for  the  most  westerly  20  ft.  of  this  plot,  which 
is  in  the  residence  district  and  now  developed  with 
a  legal  store  use  and  dwellings  above,  the  applicant 
could  build  a  theatre. 
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There  is  opposition  and  consent  to  the  theatre  build¬ 
ing  as  a  whole,  whereas  the  opposition  and  consent, 
strictly,  can  be  only  as  to  the  20  ft.  in  the  residence 
district. 

No.  1142-44  Madison  avenue,  in  the  ownership  of 
the  same  owner,  is  to  remain  as  now  developed — a 
two-story  business  building.  Nos.  1136  and  1138  Mad¬ 
ison  avenue,  immediately  adjoining  and  the  most  af¬ 
fected  by  the  proposed  theatre,  is  likewise  in  the 
same  ownership.  The  one  other  abutting  owner,  ad¬ 
joining  to  the  west,  objects  for  the  premises  known 
as  15  East  84th  street,  which  runs  through  to  East 
85th  street,  and  is  developed  with  a  residence  on  the 
East  84th  street  frontage  and  a  private  garage  for 
four  cars  on  the  East  85th  street  frontage.  The 
next  immediately  adjacent  premises  is  known  as  10 
E.  85th  street,  a  9-story  apartment  house,  which 
consents.  The  next  nearest  affected  property  is  the 
15-story  apartment  hotel,  on  the  northwest  corner  of 
Madison  avenue  and  East  85th  street,  which  filed  an 
objection  that  this  will  depreciate  its  property  and 
subsequently  withdrew  that  objection.  This  apart¬ 
ment  hotel  on  the  northwest  corner  obtained  a  height 
and  use  variation  from  this  board  in  1922,  to  permit 
an  excess  height  on  the  Madison  avenue  frontage 
and  to  permit  the  restaurant  used  in  connection  with 
its  building  to  extend  into  the  residence  portion  of 
the  plot,  without  entrances  in  the  residence  use  por¬ 
tion  (Cal.  No.  1023-22-BZ).  There  is  also  objection 
from  the  board  of  education  on  behalf  of  P.  S.  No. 
6,  diagonally  opposite,  and  from  the  president  of 
the  Regis  High  School,  55  East  84th  street.  With 
the  one  withdrawal  of  objection,  there  are  now  13 
objections  and  6  consents. 

The  board  is  confronted  with  the  question  where 
the  balance  of  equities  lies — whether  the  owner  shall 
be  permitted  to  use  for  theatre  purposes  the  20  ft.  of 
its  property  lying  in  a  residence  use  district,  now  and 
since  prior  to  1916  developed  for  business  (store)  use, 
and  abutted  on  the  west  by  a  garage  building,  when 
there  is  no  zoning  restriction  against  a  theatre  on 
the  balance  of  the  plot;  or  whether  the  equities  lie 
with  other  owners,  not  immediately  abutting  nor  ad¬ 
joining,  who  claim  a  theatre  will  run  down  the  neigh¬ 
borhood. 

This  committee  of  the  board  inspected  the  site 
and  is  of  the  opinion  that,  with  the  exit  and  entrance 
on  Madison  avenue,  flanked  by  stores  in  the  same 
ownership  and  now  existing,  and  with  no  entrance 
on  East  85th  street  and  only  such  emergency  exits 
as  are  required  by  law,  which  of  course  are  not  for 
any  except  extraordinary  use,  and  with  a  building 
limited  in  height  to  43  ft.,  as  against  a  possible  15- 
story  building  similar  to  the  apartment  hotel  on  the 
opposite  northwest  corner  which  has  withdrawn  ob¬ 
jections,  and  with  a  garage  building  immediately  to 
the  west  on  East  85th  street  used  in  connection  with 
the  private  residence  on  the  East  84th  street  end  of 
that  plot — the  immediately  affected  adjoining  and 
adjacent  owners  are  in  fact  benefited  by  the  low  height 
of  the  proposed  building.  The  committee  has  in  mind 
that  this  portion  of  Madison  avenue  has  recently  been 
placed  in  a  retail  district  by  the  board  of  estimate  and 
apportionment  to  protect  it  from  possible  manufactur¬ 
ing  encroachment.  There  is  before  the  board  purely 
a  zoning  question,  for  which  special  provision  is  made 
in  the  building  zone  resolution  under  sections  7-b  and 
7-c,  which  empowers  the  board  to  permit  extension 
into  a  more  restricted  use  district.  The  committee  is 
of  the  opinion  that  it  would  be  unreasonable  not  to 
permit  the  use  requested  for  the  20  ft.  in  the  resi¬ 
dence  use  district  already  developed  with  business 
use.  When  the  board  of  estimate  laid  out  business 
zones,  it  decided  to  have  that  use  extend  back  100  ft. 
and,  instead  of  making  a  special  designation  for  each 
lot  or  plot  that  exceeded  a  depth  of  100  ft.,  it  made 


a  special  exemption  in  the  zoning  resolution  itself, 
whereby  the  Board  of  Standards  and  Appeals  may  ad¬ 
just  equities.  The  committee  therefore  recommends 
granting  of  this  application,  subject  to  the  placing  by 
the  board  of  safeguarding  conditions,  which  should 
limit  height,  provide  for  fireproof  construction,  ex¬ 
clude  interior  property  line  windows,  limit  the  use 
of  the  theatre  to  the  Trans-Lux  type  proposed,  pre¬ 
clude  roof  signs  and  excessive  signs  on  Madison  ave¬ 
nue,  and  require  that  the  proposed  theatre  will  in  no 
way  encroach  on  existing  open  spaces  of  the  multiple 
dwelling  adjoining  in  contravention  to  the  multiple 
dwelling  law.  A  license  to  conduct  the  proposed 
theatre  should  be  obtained  from  the  license  commis¬ 
sioner  who  is  required  to  give  consideration  to  the 
question  “from  the  standpoint  of  the  public  health, 
safety  and  morals  only”  as  recently  decided  by  the 
Appellate  Division  in  Matter  of  Goelet  v.  Moss.  With 
the  safeguarding  conditions  recommended,  the  com¬ 
mittee  is  of  the  opinion  that  property  values  will  not 
be  adversely  affected  by  the  construction  of  this 
theatre. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM 
Report  approved.  PATRICK  WALSH 

Committee. 

and 

Whereas,  the  committee  of  the  board  recommended 
that  the  application  be  granted  under  section  7-c  of  the 
building  zone  resolution,  subject  to  certain  conditions; 
and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  7-c  thereof,  subject  to  such  conditions  as  the  board 
may  deem  advisable  to  impose,  as  recommended  by  the 
committee,  after  complete  working  drawings  of  the  pro¬ 
posed  buildings  have  been  submitted ;  that  such  drawings 
shall  be  submitted  to  the  board  within  two  weeks  from 
the  date  of  this  action. 


246-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Elinor  D.  Man- 
son  and  Nora  M.  Reich,  owners. 

SUBJECT — Application  for  reopening— extension  of  tem¬ 
porary  permit — re  application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station  for  a  temporary  period. 

PREMISES  AFFECTED— 62-01  to  62-05  Broadway, 
northeast  corner  of  62nd  street  (Poe  place)  ; 
(Block  No.  1189,  Lot  No.  93),  Woodside,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  tempo¬ 
rary  permit  extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 

THE  VOTE  TO  EXTEND  TEMPORARY  PERMIT— 
Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative:  Chairman  Murdock  .  1 

Absent  .  0 
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THE  RESOLUTION— 

(246-35-BZ) 

Whereas,  this  application  affecting  premises  62-01  to 
62-05  Broadway,  northeast  corner  of  62nd  street  (Poe 
place)  ;  Block  No.  1189,  Lot  No.  93),  Woodside,  Borough 
of  Queens,  was  granted  by  the  board  May  12,  1936  on 
certain  conditions  and  applicant  requested  an  amendment 
of  the  resolution  as  to  the  term  of  the  permit. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section  21 
for  a  period  of  ten  (10)  years  from  the  date  of  this  action, 
permitting  the  plot  under  appeal  to  be  used  as  a'  gasoline 
service  station  on  condition  that  the  access  to  the  plot  by 
motor  vehicles  shall  be  by  means  of  two  curb  cuts  from 
Broadway  and  one  curb  cut  from  either  fork  of  62nd 
street,  no  curb  cut  to  exceed  20  feet  from  Broadway  and 
25  feet  to  the  easterly  portion  of  62nd  street,  or  15  feet  to 
the  westerly  portion;  that  advertising  shall  be  restricted  to 
the  illuminated  globes  of  the  pumps  and  to  one  permanent 
flat  sign  facing  Broadway  attached  to  the  accessory  build¬ 
ing,  excluding  all  roof  signs  and  signs  of  a  temporary 
nature,  but  permitting  the  erection  of  one  post  upright  to 
be  erected  within  the  building  line  at  the  southeast  corner 
near  the  intersection  of  Broadway  and  62nd  street  to  carry 
an  illuminated  sign  advertising  only  the  J>rand  of  gasoline 
on  sale,  such  sign  to  extend  beyond  the  building  line  for  a 
distance  of  not  more  than  4  feet ;  that  the  accessory  build¬ 
ing  shall  be  located  toward  the  northerly  portion  of  the 
plot,  generally  as  indicated  on  plans  filed  with  this  appeal, 
and  shall  not  exceed  one  story  in  height  and  shall  be  con¬ 
structed  of  face  brick  or  brick  stuccoed  and  of  fireproof 
materials  throughout,  except  that  the  window  frames  and 
sash,  door  frames  and  doors,  roof  framing  and  roof  board¬ 
ing  may  be  of  wood,  provided  the  ceilings  throughout  are 
fire-retarded  in  accordance  with  the  Rules  of  the  Board 
of  Standards  and  Appeals,  and  roof  weather  surfacing  of 
non-inflammable  material ;  that  there  shall  be  no  gasoline 
pumps  erected  nearer  than  10  ft.  to  the  street  building 
line;  that  on  the  street  building  line  of  each  branch  of 
62nd  street,  where  not  covered  by  walls  of  accessory  build¬ 
ings,  there  shall  be  erected  walls  of  similar  construction 
to  accessory  buildings  not  less  than -5  ft.  in  height;  that 
there  shall  be  no  automobile  repairing  permitted  on  the 
premises ;  that  no  portable  gasoline  pumps  shall  be  used ; 
that  there  shall  be  no  parking  of  cars  other  than  those 
being  serviced;  that  any  greasing  equipment  shall  be  of 
the  hydraulic  lift  type ;  that  the-  area,  where  not  covered 
by  accessory  buildings  and  walls,  shall  be  cement  paved; 
that  complete  working  drawings  shall  be  submitted  for 
approval  before  same  are  filed  with  the  commissioner  of 
buildings ;  that  such  plans  shall  be  submitted  within  three 
(3)  months  and  all  work  completed  within  one  (1)  year 
from  the  date  of  this  action. 


296-33-BZ. 

APPLICANT — Staten  Island  Coach  Co.,  Inc.,  for  Rich¬ 
mond  Railways,  Inc.,  owner. 

SUBJECT — Application  reopened  July  10,  1936  for  con¬ 
sideration  re  amendment— (decision  of  the  com¬ 
missioner  of  buildings)  under  section  7-c  and  21 
of  the  building  zone  resolution  to  permit  the 
change  in  dimensions  of  the  proposed  building 
previously  granted  by  the  board,  November  8, 
1933  for  a  garage  for  the  storage  of  more  than 
five  (5)  motor  buses. 

PREMISES  AFFECTED— 92  Brook  street,  south  side, 
180  ft.  east  of  Jersey  street  (Block  No.  34,  Lot 
Nos.  12,  45,  52,  1  and  22),  Tompkinsville,  Borough 
of  Richmond. 

APPEARANCES— 

For  Applicant:  Roderic  Clary,  Jr. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 


Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(296-33-BZ) 

Whereas,  this  application  affecting  premises  92  Brook 
street,  south  side,  180  ft.  east  of  Jersey  street  (Block  No. 
34,  Lot  Nos.  12,  45,  52,  1  and  22),  Tompkinsville,  Borough 
of  Richmond,  was  granted  by  the  board  November  8,  1933, 
on  certain  conditions  and  owrner  requests  an  amendment 
of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
November  8,  1933  be  and  it  hereby  is  amended.  So  that 
as  amended  it  will  read  : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  building  shall  be  erected  substanti¬ 
ally  as  indicated  on  the  plans  filed  with  this  applica¬ 
tion  as  a  storage  garage  for  more  than  five  (5)  motor 
busses  and  for  an  automobile  repair  shop ;  that  this 
building  shall  be  located  substantially  as  indicated  on 
plans  filed  and  of  the  dimensions  indicated  thereon  and 
not  to  exceed  one  story  in  height ;  that  the  building 
shall  be  erected  of  brick,  with  roof  of  incombustible 
materials,  supported  on  steel  trusses ;  that  the  interior 
free  standing  steel  columns  supporting  the  roof  shall 
be  fireproofed  with  at  least  \l/2  inches  of  cement  fire¬ 
proofing  with  steel  protection  to  protect  same  for  a 
height  of  at  least.  6  feet  above  the  floor;  that  there 
shall  be  installed  in  the  roof  of  the  garage,  and  also 
of  the  overhaul  shop,  metal  skylights,  not  less  than  8 
feet  by  8  feet  in  area  or  of  equivalent  area,  glazed 
with  thin  glass  with  wire  mesh  screens  above  and  be¬ 
low;  that  these  skylights  shall  be  well  separated,  two 
in  the  roof  over  the  overhaul  shop  and  four  in  the 
main  garage  portion;  that  there  shall  be  installed  an 
approved  one-source  wet  sprinkler  system  in  lieu  of  a 
standpipe-fireline  system,  fed  from  street  pressure,  and 
covering  the  entire  area ;  that  the  street  pressure  shall 
be  at  least  45  pounds  at  all  times;  that  there  shall  be  no 
building  erected  on  the  westerly  end  of  the  property, 
which  may  be  required  by  the  City  of  New  York  for 
the  extension  of  Castleton  avenue  to  Brook  avenue ; 
that  the  motor  vehicle  repair  work  shall  be  limited  to 
that  portion  of  the  building  marked  “Overhaul  Shop’’ ; 
that  the  wall  separating  the  overhaul  shop  from  the 
bus  storage  shall  be  at  least  8  inches  thick,  of  brick, 
extending  from  floor  to  roof,  and  unpierced  except  for 
two  openings  shown  on  the  plans,  these  openings  not 
to  exceed  4  feet  in  width  and  each  opening  to  be  pro¬ 
tected  with  an  Underwriters  sliding,  self-closing,  fire¬ 
proof  door  on  one  side  and  an  Underwriters  swinging, 
self-closing  fireproof  door  on  the  other  side ;  that  there 
shall  be  no  open  flame  permitted  on  the  property  ex¬ 
cept  in  the  blacksmith  and  welding  shop  indicated  on 
the  plan  and  enterable  from  exterior  only;  that  this 
building  shall  be  used  for  no  other  purpose  than  for 
the  storage  of  busses  of  the  Richmond  Railways,  Inc., 
or  an  associated  company;  that  any  gasoline  stored  on 
the  property  shall  be  for  the  service  of  these'  busses 
and  not  for  public  sale ;  that  complete  working  draw¬ 
ings  shall  be  submitted  to  the  chairman  for  his  ap¬ 
proval  on  behalf  of  the  board  before  same  are  filed 
with  the  commissioner  of  buildings ;  that  in  the  event 
the  owner  desired  to  construct  the  proposed  buildings 
of  the  dimensions  shown  on  revised  plan  marked  ‘re¬ 
ceived  October  26,  1936’,  such  revision  of  plans  may 
be  permitted  on  condition  that  all  other  requirements 
as  to  construction  and  fire  protection  shall  be  complied 
with;  that  all  permits  shall  be  obtained  within  six 
months  and  all  work  completed  within  one  year  from 
the  date  of  this  action.” 
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100-36-BZ. 

APPLICANT — George  D.  Carrington,  for  The  MacMur- 
ray  Holding  Corporation,  for  Blervie  Corpora¬ 
tion,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  7h  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 135-137  West  51st  street,  north 
side  and  130-134  West  52nd  street,  south  side,  300 
ft.  east  of  Seventh  avenue  (Block  No.  1004,  Lot 
Nos.  13,  14,  50,  51  and  52),  Borough  of  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant :  G.  D.  Carrington  and  J.  A.  Boehme. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(100-36-BZ) 


V  hereas,  this  application  affecting  premises  135-137 
West  51st  street,  north  side,  and  130-134  West  52nd  street, 
south  side,  300  ft.  east  of  Seventh  avenue  (Block  No. 
1004,  Lot  Nos.  13,  14,  50,  51  and  52),  Borough  of  Manhat¬ 
tan,  was  granted  by  the  board,  October  14,  1936,  on  cer¬ 
tain  conditions ;  and 

Whereas,  the  applicant  requested  an  amendment  of 
the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
October  14,  1936,  be  and  it  hereby  is  amended  as  to  the 
curb  cuts,  so  that  as  amended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of 
the  use  district  regulations  of  the  building  zone  reso¬ 
lution,  and  that  the  application  be  and  it  hereby  is 
granted  under  section  7-h  for  a  period  of  two  years, 
to  permit  the  premises  under  appeal  to  be  used  for 
transient  parking  of  motor  vehicles,  on  condition  that 
the  entire  plot  shall  be  levelled  substantially  to  the 
grades  of  West  51st  street  and  West  52nd  street,  and 
that  the  entire  area  shall  be  covered  with  steam  cin¬ 
ders  with  a  proper  binder  to  prevent  dusting;  that 
there  shall  be  no  openings  permitted  to  adjoining 
buildings;  that  there  shall  be  erected  on  street  build¬ 
ing  line  a  substantial  wrought-iron  or  woven  wire 
fence,  except  for  the  one  opening  not  over  20  ft.  wide 
to  each  street ;  that  opposite  these  openings  the  exist¬ 
ing  curb  cuts  may  be  extended  to  a  total  -width  of  20 
ft.  each;  that  any  portion  of  any  existing  curb  cut  not 
so  used  shall  have  the  curb  restored;  that  no  sign  shall 
shall  be  erected  extending  beyond  the  building  line; 
that  no  other  use  shall  be  made  of  the  property  than 
transient  parking  herein  permitted;  that  no  building 
shall  be  erected  on  the  property  other  than  a  small 
office  for  attendant;  that  suitable  aisles  shall  be  main¬ 
tained  at  all  times  to  permit  ready  ingress  and  egress 
in  the  event  of  fire ;  and  that  such  portable  fire-extin¬ 
guishers  shall  be  maintained  on  the  premises  as  the 
commissioner  shall  direct.” 

74-35-BZ. 

APPLICANT — Charles  B.  Meyers,  for  Zex  Realty  Cor¬ 
poration,  owner. 


SUBJECT — Application  for  amendment  of  resolution  and 
approval  of  plans — re  application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of 
a  garage  for  more  than  five  (5)  motor  vehicles 
and  also,  a  gasoline  service  station. 

PREMISES  AFFECTED — 2475-2481  Flatbush  avenue, 
northeast  corner  of  Avenue  U  (Block  No.  8543, 
Lot  No.  3),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  VOTE  TO  '  AMEND'  RESOLUTION"  AND  '  AP¬ 
PROVE  PLANS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative .  0 

Absent  .  0 


THE  RESOLUTION— 

(74-35-BZ) 

Whereas,  this  application  affecting  premises  2475-2481 
Flatbush  avenue,  northeast  corner  of  Avenue  U  (Block 
No.  8543,  Lot  No.  3),  Borough  of  Brooklyn,  was  granted 
by  the  board  June  18,  1935,  on  certain  conditions;  resolu¬ 
tion  amended  September  24,  1935,  and  applicant  requested 
a  further  amendment  of  the  resolution  and  an  approval 
of  plans. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
June  18,  1935  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

“ Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulation  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21,  permitting  the  premises  under  appeal 
to  be  occupied  as  a  gasoline  service  station  on  condi¬ 
tion  that  the  entire  plot  shall  be  leveled  substantially 
to  the  grade  of  Flatbush  avenue  and  Avenue  U ;  that 
the  premises  shall  be  arranged,  substantially  as  indi¬ 
cated  on  working  drawings  marked  ‘received  October 
30,  1936’;  that  the  accessory  building  shall  not  exceed 
one-story  in  height  and  shall  be  constructed  of  fire¬ 
proof  materials,  except  that  the  wood  beams,  wood 
boarding,  door  frames  and  doors,  window  frames  and 
sash  may  be  of  wood,  provided  the  ceiling  throughout 
is  fire-retarded  in  accordance  with  the  rules  of  the 
Board  of  Standards  and  Appeals  and  the  roof  is 
weather  surfaced  with  non-inflammable  material ;  that 
there  shall  Se  erected  on  the  interior  lot  lines  contin¬ 
uously  from  Amersfort  avenue  to  Avenue  U  a  ma¬ 
sonry  wall  not  less  than  7  ft.  in  height  and  properly 
coped  except  that  this  wall  may  be  5  ft.  in  height  for 
a  distance  of  27  ft  from  Amersfort  avenue  for  a  dis¬ 
tance  of  47  ft.  from  Avenue  U ;  that  the  area  not  cov¬ 
ered  by  accessory  buildings  and  walls  shall  be  paved 
with  concrete,  colprovia  or  bound  bluestone,  except 
that  the  area  to  the  north  and  east  of  accessory  build¬ 
ing  may  be  left  unpaved  if  properly  graded  and  kept 
in  presentable  condition  at  all  times ;  that  entrances 
shall  be  restricted  to  two  to  Avenue  U,  not  exceeding 
35  ft.  in  width  each,  one  to  Flatbush  avenue,  not  ex¬ 
ceeding  35  ft  and  one  to  Amersfort  avenue  not  ex¬ 
ceeding  25  ft.;  that  areas  indicated  on  plans  marked 
planting  and  grass  plots’  shall  be  maintained  with 
proper  curbing  around  same;  that  gasoline  pumps 
erected  on  the  plot  shall  be  not  less  than  15  ft.  from 
street  lines;  that  the  gasoline  pumps  shall  be  of  the 
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stone  masonry  pedestal  type,  as  approved  for  use  on 
parkways ;  that  signs  shall  be  limited  to  the  illumin¬ 
ated  globes  of  the  pumps  and  to  flat  signs  attached  to 
the  accessory  building,  precluding  all  roof  signs  and 
signs  of  a  temporary  nature,  but  permitting  the  erec¬ 
tion  of  three  post  columns  within  the  building  line  at 
points  indicated  for  supporting  one  sign  each  for  ad¬ 
vertising  only  the  brand  of  gasoline  on  sale,  provided 
such  signs  do  not  extend  beyond  the  line  for  a  dis¬ 
tance  of  more  than  5  ft. ;  that  there  shall  be  no  auto¬ 
mobile  repairing  carried  on  in  the  premises  and  no 
parking  of  cars  other  than  those  being  serviced ;  that 
there  shall  be  no  portable  gasoline  pumps  used  on  or 
from  the  premises ;  that  there  shall  be  no  excavation 
under  the  accessory  building  ;_that  the  greasing  equip¬ 
ment  shall  be  of  the  hydraulic  lift  type;  that  the  room 
for  heating  boiler  shall  be  separated  from  the  balance 
of  the  building  by  fireproof  material  and  enterable  only 
from  the  exterior  of  the  building;  that  plans  marked 
‘received  October  30,  1936’  are  hereby  approved  as 
being  in  substantial  compliance  as  to  arrangement  and 
design  with  this  resolution ;  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  from 
the  date  of  this  amended  resolution.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

27-36-A. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 145  West  51st  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Louis  H.  Kasman. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.  on  request  of  applicant’s  representative. 


292-36-A. 

APPLICANT — Harry  Kauder,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 282-296  Chester  Street  north 
of  Dumont  avenue  and  251-279  Bristol  street 
(Block  No  3559,  Lot  Nos  39,  40,  41,  42  and  43), 
Borough  of  Brooklyn 
APPEARANCES— 

For  Applicant :  Harry  Kauder  and  Abraham 
Brodsky. 

For  Opposition:  Jerome  Wandell. 

For  Administration :  Benjamin  Saltzman,  De¬ 
partment  of  Buildings 

ACTION  OF  BOARD — Laid  over  to  November  10,-  1936, 
at  2  P.M.  on  request  of  applicant’s  attorney  and  to 
make  application  for  certificate  of  occupancy  to 
commissioner  of  buildings. 


307-36-A. 

APPLICANT — Benj.  Saltzman,  Assistant  Engineer,  De¬ 
partment  of  Buildings,  Brooklyn,  for  Edwin  H. 
Thatcher,  Commissioner,  Department  of  Build¬ 
ings. 

OWNER  OF  PREMISES — Parcels  Holding  Co. 
SUBJECT — Application  for  revocation  of  temporary  cer¬ 
tificate  of  occupancy. 

PREMISES  AFFECTED — 67-69  Schermerhorn  street, 
north  side,  172  ft.  6  in.  east  of  Court  street  (Block 
No.  269,  Lot  No.  14),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Benjamin  Saltzman,  August  C. 

Betz  and  others. 

For  Owner:  Louis  M.  Notkin. 


ACTION  OF  BOARD — Application  to  revoke  certificate 
of  occupancy  granted. 

THE  VOTE  TO  REVOKE  CERTIFICATE  OF  OCCU¬ 
PANCY— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  o 

Absent  .  q 


THE  RESOLUTION— 

(307-36-A) 

Whereas,  Benjamin  Saltzman,  assistant  engineer,  de- 
pai  tment.  of  buildings,  Borough  of  Brooklyn,  applicant 
for  Edwin  H.  Thatcher,  commissioner  of  buildings  Bor¬ 
ough  of  Brooklyn,  filed  October  16,  1936,  an  application 
for  revocation  of  temporary  certificate  of  occupancy  No. 
7S713,  issued  for  premises  67-69  Schermerhorn  street, 
north  side,  172  ft.,  6  in.  east  of  Court  street  (Block  No. 
269,  Lot  No.  14),  Borough  of  Brooklyn;  and 

Whereas,  the  certificate  of  occupancy  No.  78713  was 
issued  on  July  2,  1936,  for  the  temporary  use  (one  year) 
of  the  building  as  a  lodging  house;  and 

\\  hereas,  the  premises  consist  of  a  plot  50  ft.  front 
by  96  ft.  8  in.  irregular  in  area,  on  which  is  located  a 
brick  building,  50  ft.  by  78  ft.  in  area,  4  stories,  57  ft.  in 
height,  erected  in  1887  and  formerly  occupied  by  the 
Brooklyn  Bureau  of  Charities  as  administration  offices, 
laundry  and  on  the  top  floor  as  a  shelter  for  unfortu¬ 
nates;  and 

.  Whereas,  the  applicant  contends  that  “when  application 
for  this  temporary  certificate  of  occupancy  was  made  it 
"aS  stated  that  the  ERB  was  to  use  this  building  as  a 
substitute  for  the  one  they  were  then  occupying  and 
which  was  to  be  demolished  for  the  Brooklyn  Bridge 
I  laza  improvement,  that  a  temporary  certificate  of  oc¬ 
cupancy  was  issued  to  meet  this  pressing  emergency,  on 
the  express  condition  that  the  building  was  to  be  used 
bv  the  ERB;  and 

Whereas,  the  applicant  contends  that  the  building  de¬ 
partment  has  received  complaints  from  property  owners 
and  residents  regarding  the  manner  in  which  this  lodging 
house  is  being  conducted,  and  has  also  received  a  letter 
from  the  police  department  regarding  annoyances  com¬ 
mitted  by  lodgers  in  the  building  and  that  upon  investiga¬ 
tion  it  developed  that  the  building  was  not  being  used  by 
the  ERB”;  and 

Whereas,  it  appears  that  the  building  does  not  comply 
with  the  requirements  of  the  multiple  dwelling  law  in  the 
following  major  respects: 

1—  There  is  no  fireproof  passage  from  yard  to  street. 
Section  26,  subdivision  31. 

2—  The  inner  courts  are  not  of  required  area  and  width, 
and  are  not  provided  with  proper  intakes.  Section 
26,  subdivisions  5  and  5c. 

3 —  The  first  tier  of  beams  are  not  fireproof.  Section 
143. 

4 —  Cellar  partitions  are  not  constructed  of  fireproof 
material.  Section  34. 

5—  Stairs  in  center  of  building  not  enclosed  in  brick 
walls  and  not  constructed  of  fireproof  material,  and 
has  winders,  and  are  not  provided  with  proper  win¬ 
dows  and  skylight  for  lighting.  Sections  38,  39,  148. 

6 —  Boiler  room  ceiling  not  fireproof  and  smoke  pipe 
obstructs  stairs.  Section  65. 

7—  Shafts  are  not  constructed  of  fireproof  material. 
Section  51. 

8 —  Fire-escapes  do  not  comply  with  section  145. 

9— 400  cu.  ft.  of  air  space  not  provided  for  each  occu¬ 
pant.  Section  36. 

10  Depths  of  rooms  and  window  sizes  do  not  comply 
with  sections  29  and  30. 

11—  Sufficient  number  of  water  closets  are  not  provided. 
Section  160. 

12 —  Rooms  in  cellar  used  for  sleeping  purposes  contrary 
to  sections  34  and  35. 
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13 — Windows  on  lot  line  are  not  fireproof.  Section  30. 
and  that  there  are  numerous  other  minor  matters  which 
do  not  comply  with  the  requirements  of  the  law ;  and 

Whereas,  an  inspection  was  made  by  a  committee  of 
the  board  and  it  was  found  that  the  building  did  not 
comply  with  the  requirements  of  the  multiple  dwelling 
law  in  many  respects  for  the  Class  B  occupancy  permit¬ 
ted;  and 

Whereas,  the  commissioner  of  buildings  was  without 
power  to  issue  either  a  temporary  or  permanent  certificate 
of  occupancy  for  any  building  to  be  occupied  as  a  multiple 
dwelling  unless  such  building  complies  or  is  made  to  com¬ 
ply  with  the  multiple  dwelling  law  and  was  without  power 
to  vary  the  requirements  of  said  law. 

Resolved,  that  the  certificate  of  occupancy  No.  78713 
issued  on  July  2,  1936,  be  and  it  hereby  is  revoked. 


278-36-A. 

APPLICANT — Board  of  Higher  Education,  Hunter  Col¬ 
lege,  City  of  New  York,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commission¬ 
er  and  a  decision  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED — East  side  of  Goulden  avenue, 
1,164  ft  south  of  Bedford  Park  boulevard  (In¬ 
struction  Unit  No  2,  Hunter  College);  (Block 
No.  3247-B,  Lot  No.  1),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Louis  L.  Illick,  John  A.  Thomp¬ 
son,  James  A.  Coyle. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  . .  0 

Absent  .  0 


THE  RESOLUTION— 

(278-36-A) 

Whereas,  the  Board  of  Higher  Education — Hunter  Col¬ 
lege,  City  of  New  York,  applicant  and  owner,  filed  on  Sep¬ 
tember  18,  1936,  an  appeal  from  an  order  of  the  fire  com¬ 
missioner  and  a  decision  of  the  commissioner  of  buildings, 
affecting  premises  east  side  of  Goulden  avenue,  1164  ft. 
south  of  Bedford  Park  boulevard,  Block  No.  3247-B,  Lot 
No.  1  (Instruction  unit  No.  2 — Hunter  College),  Borough 
of  The  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner  (No. 
94346)^ dated  April  20,  1932,  reads  as  follows : 

“Inspectors  of  the  Bureau  of  Fire  Prevention  re¬ 
port  hazardous  conditions  and  this  department  re¬ 
quires  the  following  changes  to  be  made  in  order  to 
render  safe  the  premises  located  at:  Goulden  avenue 
and  Bedford  Park  boulevard,  Bronx,  Instruction  Unit 
No.  2. 

1.  Have  nlan  No.  5816-31  for  Instruction  Unit  No.  2, 
on  file  with  this  bureau,  approved  so  that  inspec¬ 
tion  and  tests  of  standpipe  system  may  be  com¬ 
pleted.” 

and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings  Borough  of  The  Bronx,  dated  August  17,  1936,  reads 
as  follows : 

“I  enclose  herewith  copies  of  order  No.  94346  issued 
against  Instruction  Unit  No.  2  and  order  No.  94345 
issued  against  the  gymnasium  building,  Hunter  Col¬ 
lege,  Bronx. 

Inasmuch  as  this  department  is  without  power  to 
accede  to  your  request  relative  to  those  orders  it  is 
herewith  denied. 

An  appeal  from  the  decision  expressed  herein,  may 
u  wj  to,  the  Board  of  Standards  and  Appeals,  H 
H.  Murdock,  Chairman,  Room  1000,  Municipal  Build- 
mg,  Manhattan,  within  30  days  from  date  ” 

and 


Whereas,  the  premises  consist  of  a  plot  1,850  ft.  front 
by  700  ft.  in  depth  ;  occupied  by  a  group  of  buildings  used 
for  educational  purposes  (Hunter  College)  by  the  City  of 
New  York,  owner;  and 

Whereas,  the  building  in  question  (Instruction  Unit 
No.  2)  is  of  fireproof  constructon,  four  stories,  basement, 
sub-basement,  62  ft.  in  height,  130  ft.  4  in.  by  213  ft.  6  in. 
in  area,  occupied  as  follows :  Sub-basement :  pipe  space ; 
basement,  lockers  and  toilets ;  1st  floor,  classrooms,  labora¬ 
tories  and  lecture  rooms,  600  persons ;  2nd  floor,  class¬ 
room,  laboratories  and  offices,  347  persons;  3rd  floor, 
same,  436  persons ;  4th  floor,  classrooms  and  offices,  167 
persons;  and 

Whereas,  certificate  of  occupancy  No.  269  of  1932  was 
issued  on  May  6,  1932;  and 

Whereas,  the  defects  referred  to  in  order  No.  94346 
were  found  on  examination  of  Plan  No.  5816-31  and  are 
as  follows:  as  indicated  in  letter  dated  June  27th,  1933, 
addressed  to  the  Board  of  Higher  Education  by  the  com¬ 
missioner  of  buildings. 

1.  Gate  valves  installed  at  Siamese  drip. 

2.  Control  valve  not  locked  open. 

3.  Siamese  connections  not  painted  red. 

4.  Sign  at  2-way  tee  east  riser  should  be  removed,  as 
same  is  misleading. 

5.  No  pressure  test. 

6.  Source  of  supply  now  from  street  main  direct.  This 
should  be  settled  with  plan  approval. 

7.  Plan  not  approved  (5816-31). 

Have  Plan  No.  5816-31  for  Instruction  Unit  No. 
2,  on  file  with  this  bureau  approved  so  that  inspec¬ 
tion  and  tests  of  standpipe  system  may  be  com¬ 
pleted. 

and 

Whereas,  the  Borough  Engineer,  Department  of  Water 
Supply,  Gas  and  Electricity,  certified  on  October  8,  1936, 
that  there  is  a  12  in.  main  in  Goulden  avenue  fed  two 
ways;  that  the  pressure  maintained  is  about  65  lbs.  per 
square  inch ;  and 

Whereas,  Werner  Nygren,  Inc.,  consulting  engineers, 
101  Park  avenue,  certified  on  October  14,  1936,  that  the 
pressure  on  the  standpipe  roof  outlet  was  33.8  lbs.  and  on 
the  top  story  outlet  38.5  lbs. ;  and 

Whereas,  the  bui/ding  is  equipped  with  a  standpipe 
system  having  a  4  in.  connection  to  the  12  in.  city  main  in 
Goulden  avenue ;  and 

Whereas,  the  applicant  requests  the  acceptance  of  the 
present  temporary  condition  pending  the  construction  of 
the  administrative  building,  which  will  have  a  7,500  gallon 
tank  on  the  roof  for  standpipe  reserve  for  the  building  in 
question  as  well  as  for  other  units — both  existing  and 
proposed  and  contends  that  this  proposed  tank  will  be 
more  than  the  required  height  above  the  roofs  of  the  vari¬ 
ous  buildings  in  the  group ;  that  a  6  in.  dead  riser  will  be 
provided  to  this  tank  and  a  distributing  header  with 
branches  and  post  indicator  valves  to  the  buildings  now 
erected  as  well  as  future  buildings;  that  when  the  build¬ 
ing  in  question  is  so  connected,  approved  pressure  re¬ 
ducers  will  be  provided  at  all  hose  outlets  where  required 
by  the  standpipe  rules ;  that  any  tank  which  would  be 
placed  on  the  building  in  question  would,  of  necessity,  be 
a  temporary  affair  and  be  very  unsightly. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
94346  be  and  it  hereby  is  modified  and  the  appeal  be  and 
it  hereby  is  granted  only  so  far  as  it  has  reference  to  the 
requirements  for  standpipe  tank  for  a  period  of  two  years, 
on  condition  that  the  tank  on  the  proposed  administration 
building  adjoining  to  provide  the  legal  required  reserve 
for  this  building  under  appeal  shall  be  installed  within 
this  period  and  that  in  all  other  respects  the  Standpipe- 
Fire  Line  Rules  of  the  Board  of  Standards  and  Appeals 
shall  be  complied  with. 


279-36-A. 

APPLICANT — Board  of  Higher  Education,  Hunter  Col¬ 
lege,  City  of  New  York,  owner. 
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SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner  and  a  decision  of  the  commissioner  of  build¬ 
ings. 

PREMISES  AFFECTED — East  side  of  Goulden  avenue, 
1,074  ft.  south  of  Bedford  Park  boulevard  (Gym¬ 
nasium  Building,  Hunter  College)  ;  (Block  No. 
3247A,  Lot  No.  1),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Louis  L.  Illick,  John  A.  Thomp¬ 
son,  James  A.  Coyle. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(279-36- A) 

V  hereas,  the  Board  of  Higher  Education,  Hunter  Col¬ 
lege,  City  of  New  York,  appellant  and  owner,  filed  on 
September  18,  1936  an  appeal  from  an  order  of  the  fire 
commissioner  and  a  decision  of  the  commissioner  of  build¬ 
ings,  affecting  premises  East  side  of  Goulden  avenue  and 
west  side  of  Navy  avenue,  1074  ft.  south  of  Bedford  Park 
boulevard  (Block  No.  3247A,  Lot  No.  1),  (Gymnasium 
Building,  Hunter  College),  Borough  of  The  Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner  (No. 

11  94345  )<(  dated  April  20,  1932,  reads  as  follows: 

“Inspectors  of  the  bureau  of  fire  prevention  report 
hazardous  conditions  and  this  department  requires 
the  following  changes  to  be  made  in  order  to  render 
safe  the  premises  located  at : 

Goulden  avenue  and  Jerome  avenue  Hunter 
College,  Gymnasium  Building,  Borough  of  The 
Bronx. 

1.  File  plans  for  standpipe  system  in  the  above 
premises.  Said  plans  must  be  filed  with  and  approved 
by  this  _  department.  Section  580-1,  chapter  5,  Code 
of  Ordinances.” 
and 

W  hereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  Borough  of  The  Bronx,  dated  August  17,  1936,  reads 
as  follows : 

“I  enclose  herewith  copies  of  order  94346  issued 
against  Instruction  Unit  No.  2  and  order  94345  issued 
against  the  Gymnasium  Building,  Hunter  College,  Bor¬ 
ough  of  The  Bronx. 

Inasmuch  as  this  department  is  without  power  to 
accede  to  your  request  relative  to  those  orders,  it  is 
herewith  denied. 

An  appeal  from  the  decision  expressed  herein  may 
be  made  to  the  Board  of  Standards  and  Appeals,  H. 
H.  Murdock,  Chairman,  Room  1000,  Municipal  Build¬ 
ing,  Borough  of  Manhattan,  within  30  days  from 
date.” 

and 

Whereas,  the  premises  consist  of  a  plot  1830  ft.  front 
by  700  ft.  in  depth ;  occupied  by  a  group  of  buildings  used 
for  educational  purposes  (Hunter  College)  by  the  City  of 
New  York,  owner;  and 

Whereas,  the  building  in  question  (gymnasium)  is  of 
fireproof  construction,  two  stories,  two  mezzanines,  base¬ 
ment  and  cellar,  73  ft.  in  height,  223  ft.  by  120  ft.  3  in. 
in  area  at  1st  story,  223  ft.  by  79  ft.  in  area  above ;  occu¬ 
pied  as  follows :  cellar,  storage,  machinery  and  laundry, 
2  persons ;  basement,  swimming  pool,  dressing  rooms, 
classrooms  and  gymnasium,  225  persons;  1st  floor,  gym¬ 
nasium,  lockers,  showers  and  offices,  175  persons ;  first 
mezzanine,  lockers,  showers  and  offices,  200  persons ;  2nd 
floor,  gymnasium,  400  persons ;  second  mezzanine,  gymna¬ 
sium  balcony,  96  persons;  and 

Whereas,  the  defects  referred  to  in  order  No.  94345 
were  found  on  examination  of  Plan  No.  1532-32  and  are 


as  follows :  (as  indicated  in  letter  dated  June  27,  1933, 
addressed  to  the  board  of  higher  education  by  the  com¬ 
missioner  of  buildings)  : 

“1.  Valves  not  locked  open. 

2.  2  way  tee  at  north  riser  not  properly  faced. 

3.  No  pressure  test. 

4.  Source  of  supply  from  street  main. 

5.  Plan  not  approved.  (1532-32).” 

and 

W  hereas,  the  borough  engineer,  department  of  water 
supply,  gas  and  electricity,  certified  on  October  8,  1936, 
that  there  is  a  12  in.  main  in  Navy  avenue  fed  one  way; 
that  the  pressure  maintained  is  about  65  lb.  per  sq.  in.; 
and 

Whereas,  Werner  Nygren,  Inc.,  consulting  engineers, 
101  Park  avenue,  certified  on  October  14,  1936,  that  the 
pressure  on  the  standpipe  roof  outlet  was  40  lb.  and  on 
the  top  story  outlet,  42^4  lb.;  and 

W  hereas,  the  building  is  equipped  with  a  standpipe 
system  having  a  4  in.  connection  to  the  12  in.  city  main 
on  Navy  avenue;  and 

Whereas,  the  applicant  requests  the  acceptance  of  the 
present  temporary  condition  pending  the  construction  of 
the  administrative  building,  which  will  have  a  7500  gallon 
tank  on  the  roof  for  standpipe  reserve  for  the  building 
in  question  as  well  as  for  other  units — both  existing  and 
proposed — and  contends  that  this  proposed  tank  will  be 
more  than  the  required  height  above  the  roofs  of  the 
various  buildings  in  the  group;  that  a  6  in.  dead  riser 
will  be  provided  to  this  tank  and  a  distributing  header  with 
branches  and  post  indicator  valves  to  the  buildings  now 
erected,  as  well  as  future  buildings ;  that  when  the  build¬ 
ing  in  question  is  so  connected,  approved  pressure  reduc¬ 
ers  will  be  provided  at  all  hose  outlets  where  required 
by  the  standpipe  rules;  that  any  tank  which  would  be 
placed  on  the  building  in  question  would,  of  necessity,  lie 
a  temporary  affair  and  be  very  unsightly. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
94345  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  only  so  far  as  it  has  reference  to  the 
requirements  for  standpipe  tank  for  a  period  of  two  years 
on  condition  that  the  cross  connection  between  this  gym¬ 
nasium  building  and  Unit  No.  2  shall  be  constructed  at 
once  in  order  to  provide  this  building  with  two  sources 
of  street  supply  and  that  the  tank  on  the  proposed  ad¬ 
ministration  building  adjoining  to  provide  the  legal  re¬ 
quired  reserve  for  this  building  under  appeal  shall  be 
installed  within  this  period  and  that  in  all  other  respects 
the  standpipe-fireline  rules  of  the  Board  of  Standards  and 
Appeals  shall  be  complied  with. 


319-36-A. 

APPLICANT — Robert  E.  McGannon,  for  Marnis  Oil 
Company,  Inc.,  owner. 

SUBJECT — Appeal  from  orders  of  the  fire  commissioner, 
relative  to  the  transportation  of  fuel  oil  in  trucks 
in  New  York  City. 

APPEARANCES— 

For  Applicant :  Robert  E.  McGannon. 

For  Administration  :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  o 


THE  RESOLUTION— 

(319-36-A) 

Whereas,  Robert  E.  McGannon,  applicant  for  Marnis 
Oil  Co.,  Inc.,  owner,  filed  on  September  27,  1936,  an  appeal 
from  orders  of  the  fire  commissioner  affecting  the  use  of 
trucks  for  the  transportation  of  fuel  oil  in  the  city  of  New 
York;  and 
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Whereas,  order  No.  3599LC,  issued  by  the  fire  com¬ 
missioner  on  October  8,  1936,  reads  as  follows  : 

“An  inspection  of  truck  No.  301,  auto  car  chassis 
No.  10207.  used  by  you  for  the  transportation  of  any 
liquid  product  of  petroleum,  shale  oil  or  coal  tar  as 
required  by  section  113,  article  8,  chapter  10  of  the 
Code  of  Ordinances  of  the  City  of  New_  York,  shows 
the  following  requirement  necessary  before  a  permit 
can  be  renewed : 

1 — Discontinue  the  use  of  tank  having  more  than  600 
gallons  capacity  in  each  compartment.  Section  4.2’’ 

and 

Whereas,  order  No.  3600LC,  issued  by  the  fire  com¬ 
missioner  on  October  8,  1936,  reads  as  follows : 

“An  inspection  of  truck  No.  302,  auto  car  chassis 
No.  10208  used  by  you  for  the  transportation  of  any 
liquid  product  of  petroleum,  shale  oil  or  coal  tar  as 
required  by  section  113,  article  8,  chapter  10  of  the 
Code  of  Ordinances  of  the  City  of  New  York,  shows 
the  following  requirements  necessary  before  a  permit 
can  be  renewed : 

1 — Discontinue  the  use  of  tank  having  more  than  600 
gallons  capacity  in  each  compartment.  Section  4.2” 

and 

Whereas,  applicant’s  truck  No.  301  (auto  car  chassis 
No.  10207)  weighs  16,300  lbs.  (tank  and  chassis)  and  is 
equipped  with  a  1,960  gallon  tank  having  three  compart¬ 
ments  of  the  following  capacities :  from  front  to  rear  485 
gallons;  1,000  gallons  and  485  gallons;  and 

Whereas,  the  applicant’s  truck  No.  302  (auto  car  chassis 
No.  10208)  weighs  16,100  lbs.  (tank  and  chassis)  and  is 
equipped  with  a  1,960  gallon  tank  having  three  compart¬ 
ments  of  the  following  capacities  from  front  to  rear;  485 
gallons,  1,000  gallons  and  485  gallons;  and 

Whereas,  the  applicant  contends  that  the  trucks  in  ques¬ 
tion  were  purchased  in  good  faith  on  December  1,  1934; 
that  the  compartments  in  question  (1,000  gallons)  are  lo¬ 
cated  in  the  center  of  each  tank  and  that  only  a  most 
unusual  accident  would  cause  a  break  in  same  as  they  are 
protected  front  and  rear  by  the  smaller  compartments, 
that  considerable  expense  will  be  entailed  if  the  appli¬ 
cant  is  compelled  to  make  the  necessary  alterations  to  re¬ 
duce  the  size  of  the  center  compartments  to  600  gallons. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
3599-LC  as  to  truck  No.  301  and  order  No.  3600-LC  as  to 
truck  No.  302,  be  and  it  hereby  is  modified,  and  the  ap¬ 
peal  be  and  it  hereby  is  granted  as  to  the  size  of  tanks 
on  condition  that  during  the  working  life  of  these  trucks 
the  sizes  of  tanks  shall  not  be  increased  and  that  the 
trucks  shall  in  all  other  respects  comply  with  the  rules  of 
the  fire  commissioner. 


327-36-A. 

APPLICANT — Fred  B.  McDuffee,  Assistant  Chief  Engi¬ 
neer,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT — Request  for  acceptance — appeal  from  a  deci¬ 
sion  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 644-652  West  57th  street,  east 
side  of  12th  avenue,  from  West  56th  street  to 
West  57th  street  (Block  No.  1104,  Lot  No.  56), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Eugene  Sullivan,  Carl  Hartzelius. 
For  Administration :  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

AC  1  ION  OF  BOARD — Appeal  accepted  and  granted  on 
condition. 

THE  VOTE  TO  ACCEPT  APPEAL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . a 

Negative  . 0 

Absent  .  q 


THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  Q 


THE  RESOLUTION— 

(327-36-A) 

Whereas,  the  Department  of  Sanitation,  City  of  New 
York,  owner,  filed  on  October  30,  1936,  an  appeal  from 
a  decision  of  the  commissioner  of  buildings  affecting 
premises  644-652  West  o/th  street,  southeast  corner  of 
1 2th  avenue  (Block  No.  1104,  Lot  No.  56),  Borough  of 
Manhattan ;  and 

V  herf.as,  the  decision  of  the  commissioner  of  build¬ 
ings  on  fire  prevention  application  No.  416-1936,  dated  July 
29,  1936,  reads  as  follows: 

“1.  Gasoline  tanks  in  excess  of  550  gallons  each 
are  not  permitted.  Article  II,  section  156,  chapter  10, 
Code  of  Ordinances.” 

and 

Whereas,  the  premises  in  question,  located  in  unre¬ 
stricted  district,  consists  of  a  plot  157  ft.  1)4  in.  on  West 
57th  street,  209  ft.  11  in.  on  12th  avenue,  and  108  ft.  5  in. 
on  West  56th  street,  upon  which  it  is  proposed  to  erect 
a  fireproof  storage  garage,  four  stories,  76  ft.  in  height; 
it  is  proposed  to  install  five  2,000  gallon  gasoline  tanks ; 
and 

Whereas,  the  applicant  contends  that  “this  garage  is 
being  constructed  to  house  the  heavy  snow  removal  equip¬ 
ment  and  trucks  for  the  department  of  sanitation ;  that 
the  great  quantity  of  gasoline  required  for  these  trucks 
nd  snow  removal  equipment  would  require  a  large  num¬ 
ber  of  small  tanks  to  comply  with  the  demand  and  an 
excessive  amount  of  piping,  which  is  more  dangerous  than 
the  installation  of  larger  tanks  and  less  piping. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ing,  as  to  fire  prevention  application  No.  416-36,  be  and 
it  hereby  is  modified,  and  that  the  appeal  be  and  it  hereby 
is  granted,  to  permit  the  installation  of  five  2,000  gallon 
tanks  for  the  storage  of  gasoline,  located  below  grade 
as  indicated  on  plans  filed  with  this  appeal,  on  condition 
that,  other  than  as  to  capacity,  installation  shall  comply 
with  all  requirements  of  the  Code  of  Ordinances  applicable 
thereto ;  that  any  dispensing  pump  located  above  the  first 
floor  shall  be  installed  in  accordance  with  specifications 
submitted  to  and  approved  by  this  board  prior  to  such 
installation. 


88-33-A. 

APPLICANT — William  F.  Regan,  for  Eugene  H.  Carroll, 

lessee. 

SUBJECT — Application  for  reopening — amendment  —  re 
appeal  from  a  decision  of  the  fire  commissioner. 
PREMISES  AFFECTED — North  side  of  Second  avenue, 
2311.7  ft.  north  from  the  corner  of  Second  avenue 
and  36th  street  (Block  No.  662,  part  of  Lot  No. 
1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  William  F.  Regan,  Eugene  Carroll. 
ACTION  OF  BOARD — Appeal  reopened  and  resolution 


amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  Q 
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THE  RESOLUTION— 

(88-33-A) 

Whereas,  this  appeal  affects  premises  north  side  of 
Second  avenue,  2311.7  ft.  north  from  the  corner  o  f Sec¬ 
ond  avenue  and  36th  street  (Block  No.  662,  part  of  Lot 
No.  1),  Borough  of  Brooklyn;  and 
Whereas,  this  appeal  was  granted  by  the  board  June 
6,  1933,  amended  September  17,  1935,  October  22,  1935  and 
June  16,  1936,  and  appellant  requested  a  further  amend¬ 
ment  to  permit  the  erection  of  a  small  office  on  the  por¬ 
tion  of  plot  required  to  be  maintained  vacant. 

“Resolved,  that  the  decision  of  the  fire  commissioner 
be  and  it  hereby  is  modified  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  plant  shall  be 
constructed  substantially  as  shown  on  the  plans  filed 
with  this  appeal  marked  ‘Received  on  March  2,  1933,’ 
except  that  there  shall  be  a  distance  of  125  ft.  in  clear 
space  not  built  upon  for  the  full  width  between  the 
bulkhead  line  and  the  most  northerly  dike  around  the 
storage  tanks  Nos.  3  and  4;  that  from  the  loading 
rack  shown  on  the  southerly  end  there  shall  be  main¬ 
tained  an  open  space  not  built  upon  for  the  full  width 
of  at  least  125  ft.  from  that  point  southerly  to  any 
existing  or  future  building;  except  that  there  may  be 
erected  near  the  southerly  lot  line  Jo  the  east  a  tzvo- 
story  office  building  constructed  of  fireproof  materials 
not  exceeding  in  ground  area  25  ft.  by  25  ft.;  that  the 
concrete  dikes  shall  be  constructed  of  reinforced  con¬ 
crete  and  made  proof  against  seepage  of  gasoline 
through  the  floor  or  walls  thereof ;  that  expansion 
joints  shall  be  provided  in  the  dyke  walls  approxi¬ 
mately  every  25  ft.,  these  expansion  joints  to  be  made 
proof  against  leakage  and  protected  with  metal  strips 
at  least  6  in.  in  width  and  at  least  ]/2  inch  thickness 
for  the  entire  height  of  the  joint;  that  each  dike  en¬ 
closure  shall  have,  a  capacity  of  one  and  one-half  times 
the  capacity  of  the  steel  tank  erected  therein ;  that  the 
structure  shall  be  constructed  so  as  to  eliminate  the 
possibility  of  settlement  or  cracking  of  the  dyke  en¬ 
closure  ;  that  the  tanks  may  be  30  ft.  in  diameter  by 
30  ft.  in  height  instead  of  42  ft.  in  height,  as  shown, 
in  which  case  the  maximum  capacity  shall  not  exceed 
160,000  gallons  of  gasoline;  that  the  entire  plant  shall 
be  equipped  with  duplicate  foamite  fire-extinguishing 
equipment,  each  to  be  located  on  the  southerly  end  of 
the  area  not  less  than  100  ft.  from  the  tanks  and  in¬ 
stalled  in  a  fireproof  enclosure;  these  duplicate  sys¬ 
tems  to  be  at  least  100  ft.  apart  and  each  to  have  in  a 
separate  near-by  fireproof  enclosure  a  pumping  equip¬ 
ment  adequate  to  control  wfith  sufficient  supply  of 
foamite  any  fire  that  may  occur ;  that  such  additional 
auxiliary  fire-fighting  equipment  shall  be  installed  as 
may  be  required ;  that  in  the  event  the  owner  desires 
to  use  the  tanks  herein  permitted  for  fuel  oil,  there 
may  be  installed  in  addition,  a  gasoline  storage  tank 
with  a  capacity  of  not  more  than  14,000  gallons,  located 
as  shown  on  plan  marked  ‘Received  June  26,  1935,’ 
this  tank  shall  not  exceed  7  ft.  in  diameter  and  shall  be 
buried  approximately  6  ft.  below  the  grade  of  the 
dock ;  that  above  the  tank  shall  be  solid  earth  fill  so 
that  at  all  points  the  tank  is  covered  with  earth  fill  for 
a  distance  of  not  less  than  2  ft.  that  in  connection  with 
this  tank,  approved  gasoline  pump  may  be  installed  for 
servicing  trucks ;  that  complete  plans  shall  be  filed 
with  this  board  showing  premises  as  now  constructed, 
including  the  indication  of  the  proposed  office  build¬ 
ing,  that  all  permits  shall  be  obtained  and  all  work 
completed  within  one  year  from  June  16,  1936. 


297-3S-A. 

APPLICANT — Abraham  Greenberg  for  Cudahy  Packing 
Company,  Inc.,  owner. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  facts  re  appeal  from  a  decision  of  the 
fire  commissioner  (previously  denied). 


PREMISES  AFFECTED — 681  Brook  avenue,  northwest 
corner  of  East  153rd  street  (Block  No.  2363,  Lot 
No.  1),  Borough  of  The  Bronx. 

APPEARAN  CEB — 

For  Applicant :  Abraham  Greenberg. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  reopened  and  granted  on 


condition. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  .  0 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(297-35-A) 


W’hereas,  Brook  Refrigerating  Co.,  Inc.,  for  Cudahy 
Packing  Co.,  Inc.,  owner,  filed,  October  26,  1935,  an  appeal 
from  a  decision  of  the  fire  commissioner,  affecting  premises 
681  Brook  avenue,  northwest  corner  of  East  153rd  street 
(Block  No.  2363,  Lot  No.  1),  Borough  of  The  Bronx; 
and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
October  21,  1935,  re-proposed  installation  of  ammonia  pip¬ 
ing  under  153rd  street,  Borough  of  The  Bronx;  and 

“Your  letter  of  October  2,  1935,  requesting  permission 
in  behalf  of  the  Brook  Refrigerating  Company,  Inc., 
to  construct  a  pipe  line  north  in  the  bed  of  153rd  street, 
and  under  the  street  to  the  building  operated  by  the 
Cudahy  Packing  Company,  Inc.,  is  acknowledged. 

“We  regret  that  your  request  must  be  denied  for  the 
reason  that  the  bureau  deems  the  webbing  of  ammonia 
refrigerant  piping  from  one  building  to  another  to  be 
hazardous” ; 

and 

vVhereas,  the  building  is  non-fireproof,  2  stories  (30  ft.) 
in  height,  191  ft.  by  44  ft.  in  area;  OCCUPIED  for  the 
storage  and  refrigerating  of  poultry  and  meats,  total  of  18 
persons ;  located  within  an  unrestricted  district ;  and 

Whereas,  the  applicant  claims  the  building  was  erected  in 
1910,  no  certificate  of  occupancy  has  been  issued;  at  present 
there  is  an  approved  independent  refrigerating  plant  in  the 
cellar  connected  with  6,500  ft.  of  2-in.  coil  piping  through¬ 
out  the  building  using  ammonia  for  the  refrigerant  and 
operated  by  the  direct  method ;  it  is  proposed  to  remove  the 
refrigerating  plant  from  the  cellar  and  connect  the  existing 
coil  piping  with  the  4-in.  (ammonia)  supply  line  with  the 
1  Id-in.  return  line,  which  are  located  in  the  cellar  of  prem¬ 
ises  at  southwest  corner  of  153rd  street  and  Brook  avenue; 
such  an  arrangement  necessitates  the  extension  of  the  flow 
and  return  (ammonia)  lines  under  the  bed  of  153rd  street, 
permission  for  which  is  requested  under  this  appeal;  the* 
pipes  will  be  laid  in  a  cast  iron  conduit,  so  if  a  leak  or 
break  in  the  lines  should  occur,  the  pipe  may  be  quickly 
removed,  working  from  either  building,  and  repaired;  the 
pipe  lines  are  to  carry  ammonia  and  be  part  of  the  Class  A 
system,  the  central  machine  room  of  which  is  located  in  the 
cellar  of  No.  643  Brook  avenue,  containing  three  compres¬ 
sors  and  a  receiver  using  2,000  lbs.  of  ammonia  for  the 
refrigerant  and  operated  by  the  direct  method;  there  is 
140  lbs.  normal  working  pressure  in  the  4-in.  flow  line, 
provided  with  an  automatic  stop  at  210  lbs.  with  a  250-lb! 
safety  valve,  the  ljd-in.  return  line  is  provided  with  150 
lb.  safety  valve;  furthermore,  the  applicant  contends  the 
project  creates  no  hazard,  the  neighborhood  is  purely  a 
market  area  where  no  large  number  of  persons  reside  or 
are  employed ;  and 

Whereas,  this  appeal  was  denied  November  13,  1935,  and 
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reopened  and  reconsidered  by  vote  of  the  Board  on  new 
facts. 

Resolved ,  that  the  decision  of  the  Fire  Commissioner  be 
and  it  hereby  is  modified,  and  that  the  appeal  be  and  it 
hereby  is  granted,  permitting  the  extension  of  the  refriger¬ 
ating  system  using  ammonia,  permitted  under  Cal.  No. 
131-34-A,  so  as  to  cross  East  153rd  street  for  the  purpose 
of  furnishing  refrigerating  service  to  the  building  occupied 
by  Cudahy  Packing  Co.,  Inc.,  located  at  the  northwest  cor¬ 
ner  of  East  153rd  street  and  Brook  avenue,  on  condition 
that  the  refrigerating  lines  shall  be  at  a  depth  of  not  less 
than  6  ft.  6  in.  below  the  street  surface  of  East  153rd  street 
and  the  suction  or  return  line  shall  be  insulated  with  2 
inches  of  cork  and  that  both  this  line  and  the  supply  line 
shall  be  enclosed  in  cast  iron  pipe  with  bolted  flanges. 


VARIATION  OF  LABOR  LAW 

16-35-S. 

APPLICANT — Monroe  Markowitz,  owner. 

SUBJECT — -Application  reopened  and  restored  to  Calen¬ 
dar  October  20,  1936  (previously  dismissed  for 
lack  of  prosecution)  re  variation  of  the  labor  law 
as  cited  in  orders  and  a  decision  of  the  commis¬ 
sioner  of  buildings. 

PREMISES  AFFECTED— 220-222  Vernon  avenue,  south 
side,  85  ft.  east  of  Throop  avenue  (Block  No. 
1761,  Lot  Nos.  4  and  6),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  William  Bernstein. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(16-35-S) 

Whereas,  Monroe  Markowitz,  owner,  filed  January  15, 
1935,  an  application  for  a  variation  of  the  labor  law  af¬ 
fecting  premises  220-222  Vernon  avenue,  south  side,  85  ft. 
East  of  Throop  avenue  (Block  No.  1761,  Lot  Nos.  4  and 
6),  Borough  of  Brooklyn;  and 

Whereas,  said  application  was  dismissed  by  the  board 
on  March  5,  1935,  for  lack  of  prosecution ;  and 

Whereas,  September  30,  1936,  the  owner  was  convicted 
in  municipal  term,  magistrates  court,  for  violating  the 
provisions  of  sections  271  and  274  of  the  labor  law  and 
sentence  was  suspended ;  and 

Whereas,  the  board  on  October  20,  1936,  reopened  this 
application  subject  to  the  usual  procedure;  and 

Whereas,  the  applicant  has  now  completed  the  papers 
and  furnished  the  information  necessary  to  the  prosecu¬ 
tion  of  this  application ;  and 

#  Whereas,  order  No.  5022  LD,  issued  by  the  commis¬ 
sioner  of  buildings,  Borough  of  Brooklyn,  on  June  14, 
1933,  reads  as  follows : 

“L  Arrange  fire  escape  at  north  side  of  building 
to  conform  to  section  274  of  the  labor  law  and  rules 
of  the  Board  of  Standards  and  Appeals.  DEFECTS 
NOTED:  a — Windows  and  doors  on  course  of  fire 
escape  not  fireproof  self-closing,  b — Balcony  enclo¬ 
sure  and  stair  rails  not  3  ft.  in  height. 

2.  Arrange  the  entrance  doors  at  street  so  as  to 
open  outwardly,  as  per  section  271  of  the  labor  law.” 

and 

W  hereas,  order  No.  5023  LD,  issued  by  the  commis¬ 
sioner  of  buildings,  Borough  of  Brooklyn, 'June  14,  1933, 
reads  as  follows : 

“1.  _  Provide  an  interior  stairway  at  the  west  side 
of  building  to  serve  as  a  required  means  of  exit.” 

and 


Whereas,  the  decision  of  the  commissioner,  dated  Octo¬ 
ber  27,  1936,  reads  as  follows: 

“In  reply  to  your  letter  of  October  20,  1936,  advis¬ 
ing  that  you  have  been  retained  by  the  owners  to 
appeal  from  requirements  of  orders  No.  5022  LD  and 
5023  LD  and  that  you  are  unable  to  do  so  due  to  the 
fact  that  the  Board  of  Standards  and  Appeals  will 
not  accept  an  appeal  for  the  reason  that  the  time  limit 
30  (thirty)  days  had  elapsed,  and  request  dismissal 
and  reissuance  of  the  above  orders. 

You  are  advised  that  the  orders  cannot  be  dis¬ 
missed  or  reissued.  Therefore,  your  request  is  de¬ 
nied.” 

and 

V  hereas,  the  building,  erected  in  1900,  is  nonfireproof, 
two  stories  (25  ft.)  in  height,  40  ft.  by  80  ft.  in  area  at 
1st  story  and  40  ft.  by  50  ft.  in  area  above;  OCCUPIED: 
1st  floor — laundry,  22  persons;  2nd  floor — manufacturing, 
at  present  vacant;  EQUIPPED  with  an  exterior  iron 
stairway  having  30  in.  stair  rails,  accessible  from  the  sec¬ 
ond  story  by  means  of  a  30  in.  fireproof  door  and  having 
non-fireproof  windows  on  the  course  thereof;  these  win¬ 
dows  are  glazed  with  wire  glass  in  wood  frames;  and 

Whereas,  the  means  of  egress  from  the  rear  of  the 
second  story  is  by  means  of  a  3  ft.  fireproof  door,  open¬ 
ing  outwardly  on  to  the  nonfireproof  roof  and  thence  by 
a  wooden  ladder  to  yard.  This  roof  is  of  tar  and  gravel 
weather  surfacing  on  wood  beams  with  stamped  metal 
ceiling  below;  and 

Whereas,  the  second  means  of  egress  from  the  rear 
of  the  1st  story  is  by  means  of  a  3  ft.  wide  stairway  to 
the  boilerroom  level,  thence  through  a  3  ft.  fireproof 
door  in  rear  of  boilerroom,  up  five  steps  to  rear  yard 
and  thence  southerly  through  yard  of  building  to  the  south 
(lot  70)  to  Willoughby  avenue  (no  permission  for  this 
egress  has  been  filed)  ;  and 

Whereas,  the  openings  at  the  front  of  the  first  story 
consist  of  two  doors  on  one  7y2  ft.  exit,  opening  out¬ 
wardly  (these  doors  are  of  hard  wood  glazed  with  plain 
glass)  and  two  doors  opening  outwardly  on  a  5  ft.  exit 
(these  doors  are  of  hard  wood  glazed  with  wire  glass)  ; 
and 

Whereas,  the  applicant  proposes  to  install  fireproof 
self-closing  windows  and  doors  on  the  course  of  the  fire- 
escape  now  on  the  outside  of  the  building  and  provide 
a  balcony  enclosure  and  stairrail  at  least  3  ft.  in  height 
and  to  install  a  fixed  iron  ladder  on  the  rear  wall  of  the 
one-story  extension  leading  from  roof  to  yard;  and 

Whereas,  the  applicant  contends  that  the  building  has 
been  used  in  its  present  condition  from  the  date  of  its 
construction  approximately  thirty-five  years  ago  without 
the  interior  stairway  as  now  required,  that  the  occupant 
of  the  first  floor  of  the  building  has  a  lease  which  will 
expire  in  1942,  that  this  occupant  has  installed  and  set 
up  expensive  laundry  machinery  and  electrical  equip¬ 
ment,  that  should  it  become  necessary  to  install  this 
stairway  as  required  by  section  271  of  the  labor  law  in 
the  place  desired  by  the  fire  prevention  bureau,  it  will  be 
necessary  to  move  and  rearrange  expensive  machinery 
and  electrical  equipment  belonging  to  the  tenant  of  the 
first  floor,  and  in  addition,  will  take  from  the  premises 
leased  to  him  valuable  space,  that  in  this  manner,  the 
leasehold  which  is  very  valuable  to  the  applicant  will  be 
jeopardized,  and  in  fact  may  be  cancelled  by  the  occupant 
of  the  first  floor  of  the  premises,  that  the  sole  prayer  of 
the  applicant  is  for  exemption  in  providing  an  interior 
stairway  at  the  west  side  of  the  building  to  serve  as  a 
required  means  of  exit,  and  that  upon  fulfillment  of  the 
other  requirements  herein,  that  the  applicant  be  permitted 
to  use  and  occupy  the  second  floor  of  the  premises,  that 
it  can  well  be  realized  that  under  the  circumstances,  it 
will  be  an  extreme  hardship  upon  the  applicant  to  compel 
him  to  erect  and  provide  such  an  interior  stairway,  that 
should  this  tenant  remove  from  the  premises  because 
of  this  requirement,  it  will  be  most  difficult  for  the  ap- 
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plicant  to  re-rent  the  premises  at  this  time ;  that  the  build¬ 
ing  at  present  has  two  front  exits  on  the  ground  floor 
leading  into  Vernon  avenue.  It  has  one  rear  exit  yard, 
that  the  rear  yard  has  no  fence  across  the  40  ft.  width 
of  the  building  and  is  a  direct  exit  to  Willoughby  avenue, 
which  is  directly  behind  Vernon  avenue,  that  there  is  an 
areaway  along  both  sides  of  the  building  fronting  on 
Willoughby  avenue  from  which  access  may  be  had  from 
the  rear  yard  of  the  applicant’s  premises,  that  on  the 
first  floor  of  the  premises  there  is  a  front  exit  which  leads 
to  Vernon  avenue,  that  there  is  a  rear  exit  which  leads  to 
the  first  floor  extension  of  the  applicant’s  premises,  that 
at  the  rear  of  this  extension  there  is  a  ladder  leading 
into  the  yard  from  which  access  may  be  had  to  Wil¬ 
loughby  avenue. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  Labor 
Law  and  that  the  application  be  and  it  hereby  is  granted, 
modifying  the  order  of  the  commissioner  of  buildings, 
Nos.  5022  LD  and  5023  LD,  on  condition  that  the  second 
story  shall  remain  vacant  and  that  all  other  requirements 
of  the  labor  law  as  applying  to  the  first  story  occupancy 
shall  be  complied  with. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
286-36-SA. 

APPLICANT — Oil  Industry  Laboratories,  Inc.,  owner. 
SUBJECT — Oil  Industry  Laboratories  Anti-Syphon  Oil 
Check  Valve,  Model  426,  approval  of. 
APPEARANCES— 

For  Applicant :  Harold  Haywood. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


365-34-SA. 

APPLICANT — William  V.  McDevit,  for  Motor  Wheel 
Corp.,  owner. 

SLJBJECT- — Application  for  reopening — consideration — re 
M.  W.  Water  Heater  Model  20-D. 
APPEARANCES— 

For  Applicant :  William  V.  McDevit. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(365-34-SA) 


Whereas,  William  V.  McDevit,  for  Motor  Wheel  Corp., 
owner,  filed  December  28,  1934,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the  de¬ 
vice  known  as  the  M.  W.  Water  Heater,  Model  20-D ;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and  of 
the  representatives  of  the  bureau  of  combustibles,  approved 
by  the  acting  deputy  chief  of  department  in  charge  of 
bureau  of  combustibles,  was  substantially  as  follows  : 

This  unit  consists  of  a  hot  water  boiler  having  a 
burner  unit  as  an  integral  part  thereof.  It  is  designed 


for  use  with  a  standard  275-gallon  gravity  tank  and 
the  burner  unit  itself  is  the  same  as  that  decribed  in 
our  report  on  Calendar  366-34-SA.  The  level  of  the  oil 
in  the  burner  is  maintained  by  means  of  an  Automatic 
Products  Constant  Level  and  Metering  Valve,  Type 
MA.  When  the  water  in  the  boiler  reaches  a  pre¬ 
determined  temperature,  the  flame  of  the  burner  is 
lowered  by  means  of  a  thermostat.  This  thermostat 
is  manufactured  by  the  Motor  Wheel  Corp.,  and  when 
the  bulb  which  is  inserted  in  the  boiler  expands,  it 
depresses  a  needle  valve  which  decreases  the  supply 
of  oil  and  intensity  of  the  flame  in  the  burner. 

It  is  recommended  that  the  burner  be  approved  for 
use  in  domestic  and  commercial  installations  when 
installed  in  accordance  with  the  Oil  Burner  Rules  of 
the  .board  of  standards  and  Appeals  for  fuel  oil  not 
heavier  than  No.  1. 

and 

Whereas,  this  device  was  approved  by  the  Board,  Feb. 
26,  1965,  and  applicant  requests  permission  to  market  the 
device  as  the  Norge  Water  Heater  Models  23  and  45. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  M.  W.  Water 
Heater,  Model  20-D,  for  use  in  domestic  and  commercial 
installations  when  used  with  oil  not  heavier  than  range  oil 
or  No.  1  fuel  oil  and  installed  in  accordance  with  above 
report  and  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals. 

Resolved,  further,  that  this  device  may  also  be  marketed 
under  the  name  Norge  Water  Heater  Models  23  and  45 
on  condition  that  under  whatever  name  marketed  the 
burner  shall  bear  a  label  permanently  attached  thereto 
reading  as  follows : 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
Under  Cal.  No.  365-34-SA 


366-34-SA. 

APPLICANT — William  V.  McDevit  for  Motor  Wheel 
Corp.,  owner. 

SUBJECT — Application  for  reopening— consideration — re 
M.  W.  Circulating  and  Radiant  Heater,  Models 
501,  601,  701  and  801. 

APPEARANCES— 

For  Applicant :  William  V.  McDevit. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(366-34-SA) 


Whereas,  William  V.  McDevit,  for  Motor  Wheel  Corp., 
owner,  filed  December  28,  1934,  an  application  with  the 
Board  of  Standards  and  Appeals,  for  approval  of  the  de¬ 
vice  known  as  the  M.  W.  Circulating  and  Radiant  Heater, 
Models  501,  601,  701  and  801 ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  bureau  of  combustibles,  was  substantially  as  follows: 
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Models  501,  601,  701  and  801  are  to  be  used  as  cir¬ 
culating  and  radiant  heaters  and  the  burner  unit  con¬ 
sists  of  the  following  parts  and  controls.  The  burner 
unit  consists  of  a  cast-iron  vaporizing  bowl,  upon  which 
is  mounted  a  perforated  steel  cylinder.  Openings  in 
the  bottom  of  the  casting  permit  the  entrance  of  air 
to  the  burner. 

Model  501  is  installed  in  a  circular  radiant  heat 
cabinet  with  the  proper  flue  connection  and  is  equipped 
with  a  three-gallon  gravity  feed  metal  tank.  The  other 
three  models  are  equipped  with  six-gallon  gravity  feed 
tanks.  Between  the  tank  and  the  outer  side  of  the 
heater  cabinet  there  is  installed  the  necessary  shields  to 
allow  an  adequate  circulation  of  air,  so  that  the  tem¬ 
perature  in  the  tanks  is  not  raised  appreciably  by  the 
operation  of  the  burner. 

These  models  are  equipped  with  Automatic  Products 
Constant  Level  and  Metering  Valves,  Type  R-6.  Each 
tank  at  the  bottom  is  also  equipped  with  a  valve  for 
completely  shutting  off  the  supply  of  oil  to  the  burner. 
These  heaters  all  have  the  necessary  flue  connections 
and  come  equipped  with  adequate  dampers. 

These  burners  were  tested  under  actual  working  con¬ 
ditions  and  it  was  found  that  the  automatic  float  valves 
did  not  permit  any  excessive  oil  to  flow  to  the  burner, 
either  under  operating  conditions  or  when  the  burner 
is  not  lighted  and  the  oil  supply  is  turned  on. 

It  is  recommended  that  these  heaters  be  approved 
and  suggested  that  certain  recommendations  be  carried 
out  in  their  installations  and  incorporated  on  their  in¬ 
struction  cards. 

and 

Whereas,  this  device  was  approved  by  the  Board  Feb. 
26,  1935,  and  applicant  requested  permission  to  market  the 
device  as  the  Norge  Space  Heater  Models  75,  50,  37  and 
R-37. 

Resolved,  that  the  Board  of  Standards  and  Appeals,  does 
hereby  approve  the  device  known  as  the  M.  W.  Circulating 
and  Radiant  Heater,  Models  501,  601,  701  and  801,  when  in¬ 
stalled  in  accordance  with  the  provisions  of  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals  and  with  the 
following  additional  requirements : 

1.  The  device  must  bear  a  label  permanently  attached 
thereto  reading  as  follows  : 

NOTICE 
Approved  By  The 

BOARD  OF  STANDARDS  AND  APPEALS 
FOR  USE  IN  NEW  YORK  CITY 
UNDER  CAL.  No.  366-34-SA 
Only  an  Approved  Safety  Can  Shall  Be  Used  in 
Filling  This  Storage  Container. 

2.  Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  Yi.  in.  asbestos  or  other  equivalent  shield, 
extending  at  least  12  inches  beyond  the  outline  of 
such  device. 

3.  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

4.  That  the  device  shall  be  connected  by  a  suitable  flue 
pipe  to  a  legal  chimney,  in  accordance  with  the  re¬ 
quirements  of  Section  403  of  Chapter  V  of  the  Code 
of  Ordinances,  such  chimney  to  be  provided  with  a 
readily  accessible  cleanout  door;  that  this  flue  be 
provided  with  a  suitable  stack  check  to  nullify  down 
draft. 

5.  The  fuel  oil  used  in  this  device  shall  be  range  oil  or 
No.  1  fuel  oil. 

Resolved  further,  that  this  device  may  be  marketed  under 
the  name  Norge  Space  Heater,  Models' 75,  50,  37  and  37-R, 
on  condition  that  all  requirements  as  above,  be  complied 
with. 

115-32-SA. 

APPLICANT — Wayne  Oil  Burner  Corp  .,  owner. 


SUBJECT — Wayne  Domestic  Oil  Burner- — Model  K — ap¬ 
proval  of.  (Reopened  September  15,  1936.) 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(115-32-SA) 


Whereas,  William  V.  McDevit  for  Wayne  Oil  Burner 
Corp.,  owner,  filed  March  4,  1932  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  their 
device  known  as  the  Wayne  S-3  Domestic  Oil  Burner;  and 
Whereas,  this  device  was  approved  by  the  board  April 
19,  1932,  and  the  owner  requested  an  amendment  to  the 
resolution  to  include  approval  of  Model  K;  and 
Whereas,  this  model  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 

W  hereas,  a  report  of  the  engineer  of  this  board  sup¬ 
plemented  by  the  report  of  the  representatives  of  the 
division  of  combustibles  of  the  fire  department  reads  sub¬ 
stantially  as  follows : 

This  model  type  K  burner  was  installed  in  an  ordi¬ 
nary  domestic  hot  water  heating  system.  The  burner 
is  of  the  pressure  atomizing  gun  type  and  consists  of 
the  following  assembly :  A  pump,  strainer  and  regulat¬ 
ing  valve,  manufactured  by  the  Wayne  Oil  Burner 
Corporation,  a  Wagner  1/6  H.P.  motor  and  a  Wayne 
nozzle. 

Ignition — Electric — Jefferson  transformer. 

Controls — Either  a  Mercoid  Pyratherm  KMl  and  a 
Mercoid  steam  switch  or  Minneapolis  Honeywell  Pro- 
tectorelay  R117-3  and  Minneapolis  Honeywell  Press- 
uretrol  L404. 

I  his  burner  is  designed  for  use  of  numbers  one, 
two  and  three  commercial  grades  of  fuel  oil  and  has  a 
capacity  depending  upon  the  size  of  the  nozzle  of  from 
1R>  to  5  gallons  per  hour. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  into  operation  and  the 
controls  functioned  and  shut  it  down  in  35  and  37  sec¬ 
onds,  respectively.  For  a  period  of  approximately  45 
minutes  the  burner  was  put  into  normal  operation  and 
the  controls  tested  under  actual  working  conditions. 
Examination  of  the  combustion  chamber  showed  no 
undue  carbon  deposits  and  the  flame  of  the  burner  was 
clear,  unfluctuating  and  free  of  smoke.  During  the 
period  of  test  there  were  no  flarebacks  nor  any  fail¬ 
ure  due  to  ignition. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Wayne  Domestic  Oil  Burner,  Model 
K,  be  approved  for  commercial  and  domestic  installa¬ 
tions,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Wayne  Oil  Burner, 
Model  S-2  and  Model  K  for  use  in  domestic  and  com¬ 
mercial  installations  with  fuel  oil  not  heavier  than  No.  3, 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
o  the  Board  of  Standards  and  Appeals,  on  condition  that 
theie  shall  be  attached  to  each  burner,  permanently  af¬ 
fixed,  a  metal  label  reading : 

NOTICE 

^  Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  NO.  115-32-SA 


266-35-SA. 

APPLICANT— J  H.  McKenna,  agent  for  A.  J.  Linde- 
mann  &  Hoverson  Co.,  owner. 
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SUBJECT — Kerogas  JBowl  Type  Oil  Space  Heater,  Mod¬ 
els  300-300A,  303-303A,  305-305A,  310-310A,  315- 
315  A  and  320-320A — Approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  < .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(266-35-SA) 

Whereas,  A.  J.  Lindemann  and  Hoverson  Co.  filed  Oct. 
1,  1935,  an  application  with  the  Board  of  Standards  and 
Appeals  for  approval  of  their  device  known  as  the  Kerogas 
Bowl  Type  Oil  Space  Heater,  Models  300,  300A,  303-303A, 
305,  305A,  310,  310A,  315,  315A  and  320-320A;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division  of 
Combustibles  was  substantially  as  follows : 

The  models  were  all  set  up  and  hooked  to  a  Hue  so 
that  a  test  of  same  could  be  made.  Since  the  filing  of 
this  application  each  model  comes  in  two  different 
styles,  the  difference  being  only  one  of  outside  finish. 
The  model  305-305A  has  been  discontinued  and  was  not 
set  up  for  test. 

MODEL  300-300A — This  is  a  round  radiant  pot  type 
space  heater,  equipped  with  a  two-gallon  metal  tank  and 
a  metering  valve,  manufactured  by  the  manufacturer 
of  the  burners.  The  size  of  the  bowl  is  8  inches. 

MODEL  303-303A — This  model  is  equipped  with  a 
6-gallon  supply  tank  and  a  10-inch  bowl  type  heater. 
Instead  of  a  metering  valve,  the  level  of  oil  is  main¬ 
tained  by  means  of  an  Automatic  Products  Constant 
Level  Valve,  Model  No.  240. 

MODEL  310-310A — This  model  is  equipped  with  a 
4-gallon  supply  tank,  10-inch  bowl  and  an  Automatic 
Products  Constant  Level  Valve,  Model  No.  240. 

MODEL  320-320A — This  model  comes  equipped  with 
a  6-gallon  supply  tank,  a  13-inch  bowl  and  an  Auto¬ 
matic  Products  Constant  Level  Valve  No.  240. 

MODEL  315-315A — This  model  comes  equipped  with 
a  4-gallon  tank  and  a  10-inch  bowl,  the  oil  level  in  the 
burner  being  maintained  by  an  Automatic  Products 
Constant  Level  Valve  No.  240. 

In  all  these  type  burners  the  vaporizing  pot  or  bowl 
is  made  of  one  piece  perforated  steel.  With  the  excep¬ 
tion  of  the  Model  300-300A,  the  oil  level  in  the  vapor¬ 
izing  pot  is  maintained  by  means  of  a  constant  level 
valve,  manufactured  by  the  Automatic  Products  Com¬ 
pany,  which  has  been  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals  for  such  use.  The  legs  on  all  these 


heaters  are  equipped  with  leveling  screws.  Double  air- 
spaced  shields  have  been  provided  between  the  oil 
supply  containers  and  the  heater  proper  to  insure  a 
sufficient  circulation  of  air  to  prevent  excess  heating 
of  the  oil  supply  tank.  The  operation  of  each  burner 
was  tested  and  it  was  found  that  the  controls  func¬ 
tioned  as  designed. 

In  recommending  these  space  heaters  for  approval, 
it  is  suggested  that  certain  items  be  carried  out  for 
their  installation  and  included  upon  their  instruction 
cards  and  that  this  approval  be  not  final  until  a  copy 
of  said  instruction  card  is  filed  with  the  Board  of 
Standards  and  Appeals  and  the  New  York  Fire  De¬ 
partment. 

Rcsalved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Kerogas  Bowl 
Type  Oil  Space  Heater,  Models  300-300A,  303-303A,  310- 
310A,  315-315A  and  320-320A  for  use  in  domestic  and  com¬ 
mercial  installation  with  range  oil  or  No.  1  fuel  oil,  when 
installed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals  and  with  the  following 
additional  requirements : 

1.  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

2.  The  storage  container  must  bear  a  label  of  the  decal- 
comania  tvpe  reading  as  follows : 

NOTICE 

FOR  USE  IN  NEW  YORK  CITY 
ONLY  AN  APPROVED  SAFETY  CAN  SHALL 
BE  USED  IN  FILLING  THIS  STORAGE 
CONTAINER. 

3..  Floor  beneath  the  oil  burning  device  shall  be  protected 
by  a  Yz  in.  asbestos  or  other  equivalent  shield,  extend¬ 
ing  at  least  12  inches  beyond  the  outline  of  such  de¬ 
vice. 

4.  The  manufacturer  or  installer  of  this  burner  shall, 
within  48  hours  after  each  installation,  notify  the  Fire 
Department  in  writing  of  the  name  of  the  person  to 
whom  this  burner  was  sold  and  the  address  of  the 
premises  where  installed. 

5.  This  burner  shall  be  connected  to  a  legal  chimney, 
complying  with  the  requirements  of  Section  403  of 
Chapter  V  of  the  Code  of  Ordinances ;  said  chimney 
to  have  a  readily  accessible  cleanout  door ;  the  flue 
connection  to  the  chimnev  shall  be  equipped  with  auto¬ 
matic  damper. 

6.  The  device  shall  have  a  label  permanently  affixed 
thereto  reading. 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  266-35-SA. 


Adjourned,  4:45  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


BUILDING  CODE  ON  SALE 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
191j;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings.  . 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

Ik  .Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 
Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  5 pounds 

3  inches .  5  1/5  9j4  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33 pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 


1288 


RULES 


25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior'vwaterway,  and  threads- tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
rmcxness  and  weight  per  linear  foot : 


uiameters 

Thicknesses 

Weights  per 
Linear  Foot 

\y2  inches . 

. 14  inches 

2.68  pounds 

2  inches . 

3.61  pounds 

2 1/2  inches . 

5.74  pounds 

3  inches . 

7.54  pounds 

i/2  inches . 

. 22  inches 

9.00  pounds 

4  inches . 

10.66  pounds 

4 1/2  inches . 

. 24  inches 

12.34  pounds 

5  inches . 

. 25  inches 

14.50  pounds 

6  inches . 

. 28  inches 

18.76  pounds 

7  inches . 

. 30  inches 

23.27  pounds 

8  inches . 

28.18  pounds 

9  inches . 

. 34  inches 

33.70  pounds 

10  inches . 

. 36  inches 

40.06  pounds 

11  inches . 

45.02  pounds 

12  inches . 

. 37  inches 

48.98  pounds 

29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 

i  and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


V/2  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2 1/2  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

Zl/2  inches... . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4 y2  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


\y2  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 y2  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of . 

5  feet  of . 

2  feet  of . 

2  feet  of . 

\x/2  inch  pipe 
. .  2  inch  pipe 

. .  3  inch  pipe 

. .  4  inch  pipe 

38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot : 

Diameters 

Weights  por 
Linear  Foot 

iy  inch  (for  flush  pipes  only) . 

1  y2  inches  . 

2  inches  . 

3  inches  . 

4  and  4 y2  inches . 

40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di- 
rectlv  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
arter  if  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lilies  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewrhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drams  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter: 


Diameter 


of  Fall  Fall 

Pipe  Yi  Inch  per  Foot  Yi  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet  ' 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 

than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 

Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1*4  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1  y2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wra- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-154  inch  branches  on  a  154  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-154  inch  branches  on  a  2  inch  main  branch. 

2-2  ) 

4-\y2  t  inch  branches  on  a  2  inch  main  branch. 
1  -2  /  . 

c  ii/  f  inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pas? 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets .  4  inches  in  diameter 

Traps  for  slop  sinks .  3  inches  in  diameter 

Traps  for  kitchen  sinks .  2  inches  in  diameter 

Traps  for  wash  trays .  2  inches  in  diameter 

Traps  for  urinals .  2  inches  in  diameter 

Traps  for  shower-baths .  2  inches  in  diameter 

Traps  for  other  fixtures .  1)4  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1)4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(34)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1)4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1)4  inches  in  diameter 
nor  larger  than  1)4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

.  128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Even'  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  W  here  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  W/ater-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (44)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1,  1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  ll/2  inches. in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  ga.s 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Diameters 


Weights  per 
Linear  Foot 


H 

V2 

inch 

inch 

inch 

1 

inch 

1 14 

inch 

\y2 

inch 

2 

inch 

2/2 

inch 

3 

inch 

3/2 

inch 

4 

inch 

0.56  pound 
0.85  pound 
1.12  pound 

1.67  pound 
2.24  pounds 

2.68  pounds 
3.61  pounds 
5.75  pounds 
7.54  pounds 
9.00  pounds 

10.66  pounds 


No  pipe  allowed  of  less  than  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  Y  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
?.ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

% 

inch . 

feet 

3 

54 

inch . 

feet 

6 

X 

inch . 

feet 

20 

1 

inch . 

feet 

35 

154 

inch . 

feet 

60 

154 

inch . 

feet 

100 

2 

inch . 

feet 

200 

254 

inch . 

feet 

300 

3 

inch . 

feet 

450 

354 

inch . 

feet 

600 

4 

inch . 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  Y  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information  : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
nd  fifty  gallons  capacity,  with  adequate  water  supply  for 
efilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
onnected  to  the  underside  of  the  tank,  and  of  the  same 
nternal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
ide  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
alve,  with  horizontal  branch  pipe  connected  thereto,  of 
he  same  diameter  as  the  vertical  line,  this  branch  line  not 
o  exceed  two  feet  in  length,  with  a  pitch  towards  the 
ertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
ested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
fhich  can  be  conveniently  connected  or  disconnected  from 
he  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows: 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
he  tank  shall  be  completely  filled,  a  water  seal  established 
n  the  trap  ;  and  : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
hen  closed  for  five  seconds,  and  this  alternating  process 
epeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
ontents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
vater,  and  both  wash  basin  and  tank  discharged  simul- 
aneously.  The  quick-opening  valve  shall  be  kept  open  until 
he  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
firmed  across  the  lower  half  of  the  discharge  end  of  the 
rap,  so  as  to  effectually  block  one-half  of  the  clear  water- 
vay,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
>y  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
ties,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
illed  with  water  and  allowed  to  discharge.  A  similar  oper- 
ition  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
awdust  and  grated  soap. 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has: 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 


For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol- 
ows : 


For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  bv  the  Board  of  Standards  and  Appeals,  April 
9,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con- 
truction  shall  not  be  prohibited  when  used  in  accordance 
vith  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci- 
ications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
ised  shall  conform  wnh  the  following  table, _  all  weights 
riven  being  the  amount  of  lime  which  may  be  incorporated 
or  each  ninety-five  pound  bag  of  Portland  cement : 


1-114-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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Rules  of  Procedure  of  the  Board  of  Standards  and  Appeals  Adopted  February  15,  1927,  Amended 
December  2,  1930,  April  14,  1931,  June  13,  1933  and  Revised  April  30,  1935. 


(89-27-SR) 

ARTICLE  I— PUBLIC  HEARING. 

1.  Regular  sessions  designated  as  public  hearings  of  the 
Board  of  Standards  and  Appeals  shall  be  held  on  Tuesday 
of  each  week  at  10  A.  M.  and  2  P.  M.,  and  such  additional 
sessions  on  days  to  be  set  by  the  board  as  may  be  deemed 
necessary  to  facilitate  the  work  of  the  board. 

2.  Sessions  shall  be  devoted  to  hearings  on  applications 
for  variations  of  the  Building  Zone  Resolution ;  appeals 
from  administrative  orders ;  applications  for  variation  of 
the  Labor  Law ;  approval  of  appliances  and  materials  and 
consideration  of  Rules,  as  such  sessions  are  published  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

3.  Special  sessions  may  be  called  by  the  Chairman,  or  at 
the  request  of  three  members,  provided  that  notice  of  the 
same  has  been  mailed  to  each  member  at  least  twenty-four 
hours  before  the  time  set,  except  that  the  announcement  of 
a  special  session  at  any  session  at  which  a  quorum  is 
present  shall  be  sufficient  notice. 

4.  All  hearing  sessions  shall  be  open  to  the  public. 

5.  A  quorum  of  the  Board  of  Standards  and  Appeals 
shall  consist  of  three  members. 

6.  The  members  of  the  Board  shall  attend  sessions  in 
person,  except  that  during  absence  or  disability  a  substitute 
may  act,  as  provided  by  law  under  section  718  of  the  Char¬ 
ter  as  amended  by  Local  Law  No.  13  of  1925.  The  names 
of  such  substitutes,  designated  by  the  Mayor,  shall  have 
been  previously  filed  with  the  Chairman. 

ARTICLE  II— CASES  BEFORE  THE  BOARD. 

1.  Every  application  under  the  Building  Zone  Resolution, 
every  appeal  under  section  719  of  the  Charter  and  every 
application  under  section  718a,  subdivision  4,  of  the  Charter, 
shall  be  made  to  the  Board  on  the  forms  provided,  and  shall 
include  the  data  required  in  such  forms  so  as  to  supply  all 
information  necessary  for  a  clear  understanding  by  the 
Board  and  its  staff.  The  statements  of  essential  information 
made  by  the  applicant  and  the  determination  of  the  Board 
in  each  case  will  be  incorporated  in  a  resolution  formally 
adopted  and  published  in  the  Bulletin  of  the  Board.  Officials, 
who  are  charged  with  the  enforcement  of  the  laws,  ordi¬ 
nances  and  rules  relating  to  buildings  in  the  City  of  New 
York  will  be  bound  by  such  resolutions,  and,  before  granting 
permit  or  taking  any  other  affirmative  action,  should  see  that 
there  are  no  misstatements  as  to  facts  and  that  the  condi¬ 
tions  of  the  resolution  are  observed.  Any  administrative 
official  discovering  any  misstatement  of  essential  information 
is  requested  to  notify  the  Board,  in  order  that  it  may  take 
such  action  as  the  circumstances  require.  All  approvals  shall 
remain  valid  only  as  long  as  the  information  and  the  con¬ 
ditions  on  which  the  resolution  was  based  are  maintained. 

2.  Any  communication  purporting  to  be  an  application  or 
appeal  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  and  shall  be  of  no  force  or  effect  until  it  is  made 
in  the  form  required  except  as  provided  in  Art.  VI. 

3.  Upon  receipt  of  any  such  communication,  the  writer 
shall  be  supplied  with  the  proper  forms  for  presenting  his 
application  or  appeal  and  he  shall  be  required  to  file  the 
proper  form  and  furnish  all  necessary  data  within  thirty 
days  of  the  date  of  the  order  or  decision  appealed  from 
except  as  provided  in  Art.  VI. 

4.  The  duplicate  of  each  application  or  appeal  required 
by  this  article  shall  be  forwarded  to  the  administrative 
official  whose  order  or  determination  is  appealed  from. 

5.  At  the  public  hearing  of  a  case  before  the  Board,  the 
applicant  shall  first  present  the  argument  in  support  of  the 
case  and  those  in  objection  shall  follow.  To  maintain  or¬ 
derly  procedure,  each  side  shall  proceed  without  interrup¬ 
tion  by  the  other. 


6.  Every  person  before  the  rostrum  shall  abide  by  the 
order  and  direction  of  the  Chairman.  Discourteous  or  dis¬ 
orderly  conduct  shall  be  regarded  as  a  breach  of  his  privi¬ 
leges  and  shall  be  dealt  with  as  the  Chairman  deems  proper. 
Orders  fo  maintain  discipline  shall  be  carried  out  by  the 
Sergeant-at-Arms. 

Subject  to  the  direction  of  the  Chairman,  the  Chief  Clerk 
shall  enforce  the  rules  of  the  Board  and  shall  direct  and 
supervise  the  Sergeant-at-Arms  in  maintaining  order  and 
decorum  in  the  hearing  room  and  lobbies  during  all  public 
hearings. 

7.  No  member  shall  proceed  to  question  or  discuss  an 
issue,  put  a  motion  or  offer  a  resolution  until  he  shall  have 
addressed  the  Chairman  and  shall  have  been  recognized  by 
him.  While  the  Chairman  is  putting  a  motion  or  offering 
a  resolution,  or  during  the  progress  of  a  roll  call,  no  mem¬ 
ber  shall  interrupt  or  leave  his  seat.  When  a  motion  to 
adjourn  is  carried,  the  members  of  the  Board  shall  keep 
their  seats  until  the  Chairman  declares  the  meeting  ad¬ 
journed. 

ARTICLE  III— THE  CALENDAR. 

1.  Each  case  filed  in  the  proper  form,  with  the  required 
data,  shall  be  numbered  serially.  These  Calendar  numbers 
shall  begin  anew  on  January  1st  of  each  year,  and  shall  be 
hyphenated  with  the  number  of  the  year  and  the  initials 
indicating  the  character  of  the  case. 

2.  As  soon  as  a  case  receives  a  calendar  number,  it  shall 
be  placed  on  the  Docket.  Thereafter  the  applicant  shall  be 
notified  of  the  date  his  case  will  be  set  for  public  hearing. 
In  building  zone  applications  the  applicant  shall  be  notified 
of  the  date  when  his  case  will  be  reached  in  the  call  of  the 
Clerk’s  Calendar. 

3.  The  Clerk’s  Calendar  Call  shall  be  called  each  Monday 
at  2  P.  M.  in  Room  1013,  Municipal  Building,  Manhattan, 
by  the  Chairman  or  by  a  member  of  the  staff  detailed  to 
such  duty  by  the  Chairman,  and  a  date  for  the  public  hearing 
of  each  application  for  variation  of  the  Building  Zone 
Resolution  shall  then  be  set,  which  shall  be  full  and  suf¬ 
ficient  notice  to  all  persons  interested  in  such  case. 

4.  Thereafter  each  case  shall  be  listed,  by  Calendar  num¬ 
ber  and  premises,  in  the  Hearing  Calendar  printed  in  the 
Bulletin  of  the  Board,  under  the  title  of  the  respective  pro¬ 
ceedings,  and  the  date  for  which  such  case  has  been  set. 

ARTICLE  IV— DISPOSITION  OF  CASES. 

1.  The  final  determination  of  any  application  or  appeal 
before  the  Board  shall  be  in  the  form  of  a  resolution  either 
reversing,  varying  or  modifying  the  order,  requirement,  de¬ 
cision  or  determination  appealed  from  and  granting  the 
application  or  appeal  or  affirming  the  order  and  denying  the 
application  or  appeal  or  dismissing  the  application  or  appeal 
for  lack  of  jurisdiction  or  prosecution.  The  concurring 
vote  of  three  members  shall  be  necessary  to  a  decision.  If 
a  resolution  fails  to  receive  three  votes  in  favor  of  the 
applicant,  the  action  will  be  deemed  equivalent  to  a  denial 
and  a  resolution  denying  such  application  or  appeal  shall  be 
formally  entered  on  the  record  unless  there  be  a  member 
absent  at  the  roll  call  and  the  vote  of  the  absentee  added  to 
the  number  of  votes  for  the  applicant  would  equal  three,  in 
which  case  the  matter  will  be  laid  over  for  consideration 
and  final  determination. 

2.  Any  applicant  may  withdraw  his  application  or  appeal 
at  any  time  prior  to  action  thereon,  with  the  consent  of  the 
Board,  but  if  a  motion  has  been  made,  and  is  pending,  either 
to  grant  or  to  dismiss,  such  motion  shall  have  precedence. 

3.  No  application  dismissed  or  denied  can  be  considered 
again  except  (1)  on  a  motion  to  reconsider  the  vote,  or 
(2)  on  a  request  to  restore  to  the  calendar. 

4.  No  request  to  grant  a  rehearing  can  be  entertained 
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unless  substantial  new  evidence  is  submitted.  If,  on  motion 
of  a  member  of  the  Board,  adopted  by  three  affirmative 
votes,  the  request  is  granted,  the  case  shall  be  put  on  the 
calendar  for  a  rehearing. 

In  all  cases  the  request  for  rehearing  shall  be  in  writing, 
reciting  the  reasons  for  the  request,  and  shall  be  accom¬ 
panied  by  the  necessary  data  and  diagrams.  Such  request 
shall  be  filed  with  the  Chairman.  The  Chairman  may  then 
set  a  date  when  the  request  for  restoration  to  the  calendar 
shall  be  submitted  to  the  Board,  of  which  date  the  person 
making  the  request  shall  be  notified. 

5.  The  Board  may,  on  the  motion  of  any  member,  re¬ 
view  any  decision  that  it  has  made  and  may  reverse  or 
modify  such  decision,  but  no  such  review  shall  prejudice 
the  rights  of  any  person  who  has  in  good  faith  acted 
thereon  before  it  is  reversed  or  modified. 

ARTICLE  V— BUILDING  ZONE  APPLICATIONS 

1.  No  application  for  a  variation  or  modification  of  the 
provisions  of  the  Building  Zone  Resolution  shall  be  enter¬ 
tained  by  the  Board  except  in  a  specific  case,  and  from  an 
order,  requirement  decision  or  determination  made  by  any 
Commissioner  of  Buildings  or  the  Tenement  House  Com¬ 
missioner,  on  the  ground  that  the  proposed  plan  or  use 
violates  the  Building  Zone  Resolution. 

2.  No  such  application  shall  be  entertained  unless  the 
application  is  filed  within  thirty  days  from  the  date  of  the 
action  of  the  Commissioner  of  Buildings  or  the  Tenement 
House  Commissioner. 

3.  Every  application  shall  be  made  on  Form  3BZ  and 
shall  be  accompanied  by  all  the  data  required  by  such  form, 
and  shall  be  considered  subject  to  such  rules  as  the  Board 
has  adopted  or  may  adopt  under  Article  5,  Section  21  of 
the  Building  Zone  Resolution. 

4.  As  soon  as  any  application  is  completed  by  the  filing 
of  the  data  required  in  Form  3BZ,  the  case  shall  receive  a 
calendar  number  and  shall  be  placed  on  the  Clerk’s  Calen¬ 
dar,  and  the  applicant  shall  be  notified  by  the  Board  on 
Form  6CC  of  the  time  set  for  the  call  of  the  calendar,  which 
shall  be  at  least  ten  days  after  the  mailing  of  said  notice. 
With  this  notice  the  applicant  shall  be  supplied  with  an 
official  copy  of  Form  7NO,  which  he  is  required  to  send  to 
every  property  owner  entitled  to  notice  of  the  application. 
Within  three  days  the  applicant  must  file  a  verified  state¬ 
ment  that  he  has  so  notified  each  of  such  property  owners 
either  by  personal  service  or  by  registered  mail.  Not  less 
than  fourteen  days’  notice  of  the  date  fixed  for  calendar 
call  in  each  Building  Zone  application  shall  be  given  by 
publication  in  the  Bulletin  of  the  Board. 

5.  On  the  call  of  the  Clerk’s  Calendar  the  applicant  shall 
appear  in  person,  or  by  agent  or  attorney,  and  property 
owners  affected  by  the  application  may  appear  either  in 
person  or  by  agent  or  attorney  and  present  written  objec¬ 
tions  they  may  have  to  the  granting  of  the  application, 
together  with  a  description  of  their  property  and  an  affi¬ 
davit  of  ownership.  Then  a  date  shall  be  set  for  a  public 
hearing  on  the  application  at  the  earliest  available  date 
thereafter.  Notice  of  said  hearing  shall  be  given  by  pub¬ 
lication  in  the  Bulletin  of  the  Board. 

6.  On  the  date  set  for  the  public  hearing,  the  applicant 
shall  state  his  case,  then  the  opposition  shall  be  heard,  and 
both  shall  have  an  opportunity  for  rebuttal. 

7.  Any  application  that  has  been  denied  after  a  public 
hearing  cannot  be  reheard  except  on  new  material  facts  or 
a  different  section  of  the  Building  Zone  Resolution. 

ARTICLE  VI— APPEALS. 

1.  No  appeal  from  any  order,  requirement,  decision  or 
determination  of  the  Commissioner  of  Buildings  or  the 
Board  of  Buildings  or  the  Fire  Chief  and  Commissioner  or 
from  any  rule  or  regulation  relating  to  the  construction, 
alteration,  structural  changes  in  equipment,  occupancy  or 
use  of  any  building  or  structure,  under  Section  719  of  the 


Charter,  shall  be  entertained  unless  such  appeal  is  filed  on 
Form  1A,  with  all  the  data  required  in  such  form,  within 
thirty  days  from  the  date  of  the  order  appealed  from  ex¬ 
cept  that  minor  appeals  from  orders  or  decisions  may  be 
filed  on  form  1A  accompanied  by  a  written  description  of 
the  premises  and  a  copy  of  the  order  or  decision.  What 
constitutes  minor  appeals  from  orders  or  decisions  shall  be 
determined  by  the  Chairman. 

ARTICLE  VII— LABOR  LAW  VARIATIONS,  ETC. 

1.  No  application  for  variation  of  the  Labor  Law,  or  of 
any  rule  adopted  thereunder  affecting  the  construction  or 
alteration  of  buildings,  exits  therefrom,  the  installation  of 
fixtures  or  apparatus  as  authorized  by  Section  718a,  sub¬ 
division  4  of  the  Charter,  shall  be  entertained  unless  it  is 
made  on  Form  2S,  with  all  the  data  required  in  such  form, 
within  thirty  days  from  the  date  of  the  administrative  order. 

No  application  for  approval  of  a  device,  material  or 
method  of  construction  shall  be  entertained  unless  it  is  filed 
on  Form  4SA,  with  all  the  data  required. 

No  application  for  the  adoption  or  amendment  of  Rules 
shall  be  entertained  unless  the  application  is  made  in  writing. 

ARTICLE  VIII— ADOPTION  OF  RULES. 

1.  No  resolution  of  the  Board  of  Standards  and  Appeals 
adopting  or  amending  any  rule  or  regulation  under  sub¬ 
divisions  2  or  3  of  section  718-a  of  the  Charter  or  any  other 
law  shall  be  adopted  unless  such  proposed  rule  or  regula¬ 
tion  shall  have  been  published  in  the  Bulletin  of  the  Board 
for  at  least  ten  days  prior  to  a  public  hearing  thereon. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  adoption  of  such  resolution. 

2.  Amendments  to  these  Rules  of  Procedure  may  be 
made  by  the  Board  of  Standards  and  Appeals  at  any  regu¬ 
lar  session,  providing  notice  of  such  amendment  has  been 
given  to  each  member  of  the  Board  three  days  prior  to  such 
session,  either  in  writing  or  by  publication  in  the  Bulletin. 
Any  rule  of  procedure  may  be  suspended  at  any  session 
by  the  concurring  vote  of  three  members. 

ARTICLE  IX— OTHER  RESOLUTIONS. 

1.  Every  resolution  of  the  Board  of  Standards  and  Ap¬ 
peals  suggesting  changes  or  amendments  to  the  law  under 
subdivision  5,  section  718-a  of  the  Charter  and  every  reso¬ 
lution  not  otherwise  provided  for  shall  require  at  least 
three  affirmative  votes  for  its  adoption. 

ARTICLE  X— INSPECTIONS. 

1.  In  any  case  in  which  the  Board  may  deem  it  neces¬ 
sary,  an  inspection  of  the  premises  in  question  may  be 
ordered  by  the  Board.  Such  inspection  shall  be  made  by 
the  Chairman  and  by  two  or  more  members  designated  by 
him,  and  they  shall  report  their  findings  to  the  Board. 

ARTICLE  XI— TESTS. 

1.  In  any  case  in  which  the  Board  may  order  a  test  of 
any  material  or  device,  such  test  shall  be  conducted  accord¬ 
ing  to  the  rules  adopted  by  the  Board  for  the  use,  of  such 
material  or  device.  Test  shall  be  conducted  under  the 
supervision  of  an  Assistant  Engineer  and/or  in  the  presence 
of  such  member  or  members  of  the  Board  or  staff  as  the 
Chairman  may  designate,  or  in  lieu  of  the  above,  tests  may 
be  made  of  material  and  devices  by  a  recognized  standard 
testing  laboratory,  city  or  state  department,  but  the  Board 
reserves  the  right  to  be  present  at  such  test.  The  result 
of  such  test  shall  be  reported  to  the  Board  in  writing. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  approval  of  the  use  of  such  material  or  device. 

ARTICLE  XII— RECORDS. 

1.  All  applications  and  appeals  shall  be  on  the  required 
forms,  and  all  communications,  reports,  etc.,  relative  to  any 
matter  appearing  on  the  calendar,  shall  be  on  sheets  approxi¬ 
mately  8*4  in.  by  11  in.  in  size.  Plans  shall  be  on  sheets 
8^4  in.  by  11  in.  or  multiples  thereof  unless  otherwise  ap- 
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proved  by  the  Chairman.  After  final  disposition,  all  appli¬ 
cations  and  appeals  and  other  papers  appertaining  thereto 
shall  be  suitably  bound  and  indexed  and  filed  numerically  in 
cabinets.  All  applications  and  appeals  shall  upon  application 
to  the  clerk  in  charge  be  accessible  to  the  public  at  all  rea¬ 
sonable  hours. 

ARTICLE  XIII— THE  BULLETIN. 

1.  The  Bulletin  of  the  Board  of  Standards  and  Appeals 
shall  be  published  on  Tuesday  of  each  week.  It  shall  contain : 

(1)  Directory  of  the  Board. 

(2)  Docket. 

(3)  Clerk’s  Calendar  Call. 

(4)  The  Hearing  Calendar. 

(5)  Notice  of  hearing  on  building  zone  applications  and 
on  proposed  rules  or  the  amendment  of  rules. 

(6)  An  abstract  of  the  minutes  of  each  meeting,  in¬ 
cluding  a  brief  statement  of  the  action  in  each  case,  with 
the  roll  call  thereon  and  the  full  text  of  the  resolutions 
adopted. 

(7)  Rules  adopted. 

(8)  Such  other  information  as  may  be  of  value  to  the 
public  and  within  the  scope  of  the  work  of  the  Board. 

2.  The  preparation  and  editing  of  material  for  the  bul-  • 
letin  shall  be  in  charge  of  such  members  of  the  staff  as  the 
Chairman  shall  designate. 

ARTICLE  XIV— OFFICERS. 

1.  The  Chairman  shall  preside  at  all  sessions.  The 
Chairman  may  designate  any  member  of  the  Board  to  pre¬ 
side  and  perform  the  duties  of  the  Chair  at  public  sessions. 

2.  The  Chairman,  subject  to  these  rules,  shall  decide  all 
points  of  order  or  procedure,  unless  otherwise  directed  by  a 


majority  of  the  Board  in  session  at  that  time. 

3.  The  Chairman  shall  designate  the  members  of  the 
Board  to  make  an  inspection,  and,  unless  otherwise  directed 
by  the  vote  of  three  members  of  the  Board,  shall  appoint 
any  committee  that  may  be  deemed  necessary. 

4.  The  Chairman  shall  report  at  each  session  on  all 
pertinent  official  transactions  that  do  not  otherwise  come 
to  the  attention  of  the  Board. 

5.  Administrative  authority  is  vested  solely  in  the  Chair¬ 
man  of  the  Board  who  shall,  subject  to  these  rules,  trans¬ 
act  all  official  business  of  the  Board,  engage  the  necessary 
employees  and  direct  the  work  of  the  office.  Official  corre¬ 
spondence  shall  be  signed  by  the  Chairman  and  by  such 
members  of  the  staff  as  the  Chairman  may  designate. 

6.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Chief  Clerk  shall  have  charge  of  all  accounts  and 
see  that  the  files  and  indices  are  kept  in  proper  order  and 
up  to  date,  and  generally  supervise  the  clerical  work  of  the 
office  force,  maintaining  discipline  in  accordance  with  the 
rules  of  the  office  and  charter  provisions. 

7.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Assistant  Engineers  shall  examine  and  report  on 
all  applications  or  appeals,  prepare  all  proposed  rules  or  re¬ 
vised  rules  suggested  with  report  on  the  reasons  and  neces¬ 
sity  for  same ;  supervise  and  witness  the  tests  conducted 
under  the  auspices  of  the  Board,  and  assist  generally  in  all 
technical  matters  coming  before  the  Board. 

8.  A  complete  stenographic  record  of  the  transactions  at 
public  sessions  shall  be  made  for  the  files,  including  ver¬ 
batim  transcripts  of  such  parts  as  may  be  directed,  and 
there  shall  be  prepared,  after  each  meeting  and  in  time  for 
the  next  publication  of  the  Bulletin,  the  abstract  of  the 
minutes  which  is  to  appear  in  such  Bulletin. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21-SA 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-SA 

Tate- Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21 -SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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BZ,  644-20-BZ,  109-36-BZ,  16-36-BZ,  82-36-BZ,  229-34- 
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292-36-A,  322-36-A,  337-35-A,  1247-21-A,  190-36-S,  193- 
36-S,  237-36-SA,  317-36-SA,  320-36-SA,  324-36-SA,  208- 
35-SA,  and  112-36-SA. 

Corrections  Affecting  Calendar  Numbers  218-36-A  and 
276-36-A. 

Smoking  in  Factory,  Rules. 

Oil  Burner  Rules. 

Approved  Burners  for  Domestic  and  Commercial  Use. 
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Approved  Range  Oil  Burners  and  Space  Heaters. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  November  23, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  November  30,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiecl 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  November  11,  1936. 

Cal.  No.  Department  Premises  Affected 

328-36-A . D.B.M . 446-448  West  14th  street,  south 

side,  175  ft.  east  of  10th 
avenue  (Block  646,  Lots  14 
&  15),  Borough  of  Manhat¬ 
tan,  Alt.  309-36. 


329-36-BZ . D.B.Q . 25-34  33rd  street,  west  side, 

315.15  ft.  south  of  Astoria 
boulevard  (Block  620,  Lot 
66),  Long  Island  City,  Bor¬ 
ough  of  Queens, 

Alt.  9393-36. 


330-36-BZ . D.B.M . 141-147  East  48th  street,  north 

side,  100  ft.  east  of  Lexing¬ 
ton  avenue  (Block  1303, 
Lots  24,  25,  26,  27),  Bor¬ 
ough  of  Manhattan, 

Drop  Curb  Applic.  177-36. 


331-36-SA . F.D . U  &  S  Oil  Burner  for  Press¬ 

ing  Machines,  Models  A,  B 
and  C,  Appliance. 


332-36- A . F.D . 4005  Dyre  avenue,  northwest 

corner  of  Dark  street 
(Block  4969,  Lot  19),  Bor¬ 
ough  of  The  Bronx, 

3654-L.C. 


333-36-A . D.B.M . 2  Park  avenue,  west  side  from 

East  32nd  street  to  East 
33rd  street  (Block  862,  Lot 
29),  Borough  of  Manhattan, 
F.P.  Applic.  711-36. 


334-36-A . F.D . 880  Far  Rockaway  boulevard, 

northside,  between  Seneca 
street  and  Sage  place 
( Block  14,  Lot  1 ) ,  Far  Rock¬ 
away,  Borough  of  Queens, 
69134-L.C. 


335-36-BZ . D.B.B . 2417-2437  Fulton  street,  north¬ 

west  corner  of  Norman 
place  (Block  1546,  Lot  29), 
Borough  of  Brooklyn, 

Applic.  17650-36. 


336-36-BZ . D.B.Q . 93-02  to  93-20  37th  avenue  and 

37-01  to  37-05  93rd  street, 
southeast  corner  (Block 
1481,  Lot  1),  Corona,  Bor¬ 
ough  of  Queens, 

Applic.  5145-36. 


337-36-S . H.D . 442-446  5th  avenue,  northwest 

corner  of  39th  street  (Block 
841,  Lots  37,  38,  41,  43,  44), 
Borough  of  Manhattan. 

Decision. 


338-36-A . F.D . 622-638  9th  avenue,  east  side, 

from  West  44th  street  to 
West  45th  street,  355  West 
44th  street  and  362  West 
45th  street  (Block  1035,  Lot 
1),  Borough  of  Manhattan, 
3870-L.C. 


339-36-BZ . D.B.Q . 88-22  to  88-24  Myrtle  avenue 

and  82-55  88th  place,  south¬ 
east  corner  (Block  3869, 
Lots  45-108,  Glendale,  Bor¬ 
ough  of  Queens, 

Applic.  5212-36. 


340-36-S . H.D . 280  Wilson  avenue,  south  side, 

25  ft.  east  of  Bleecker  street 
(Block  3306,  Lot  29),  Bor¬ 
ough  of  Brooklyn,  Decision. 


341-36-A . D.B.B . 1749-1753  Flatbush  avenue, 

southeast  corner  of  Avenue 
J  (Block  7617,  Lot  80), 
Borough  of  Brooklyn, 

Applic.  1041 3-36. 


342-36-A . D.B.Bx . 511  West  235th  street,  north 

side,  from  Riverdale  avenue 
to  Cambridge  avenue,  and 
3500  Riverdale  avenue 
(Block  3409,  Lot  388),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


Restored  to  Calendar 

337-35-A . F.D . 1739-1751  Hart  place,  south 

side,  287  ft.  7^  in.  west  of 
Cropsey  avenue  (Block 
6993,  Lot  20  and  Block  6994, 
Lot  27),  Borough  of  Brook¬ 
lyn,  66979-L.C. 


CODE 

D.B .  . Department  of  Buildings 

H.D . . . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B  B . Board  of  Buildings 


COURT  DECISIONS 

Ft.  Greene  Associates,  Inc.,  v.  Murdock — January  7,  19.16,  Board 
affirmed  its  previous  denial  of  gasoline  service  station 
in  business  district,  under  section  21,  after  reopening 
on  order  of  the  court  that  smaller  plot,  different  own¬ 
ership  and  new  decision  of  commissioner  of  buildings 
required  rehearing;  Cal.  No.  1109-27-BZ;  Premises. 
106-21  Woodhaven  boulevard,  VVoodhaven,  Borough  of 
Queens.  Mr.  Justice  Furman  reversed  board  (N.Y. 
L.J.  June  25,  1936).  Appellate  Division  reversed  order 
of  Special  Term  and  sustained  board  (N.Y. L.J.  Nov. 
7,  1936). 

*  *  * 

Peo.  ex  rel.  N.  Y.  Title  &  Mort.  Co.  v.  Murdock  et  al. — On  July 
11,  1933,  an  application  to  amend  resolution  of  July 
24th,  1928,  to  legalize  a  one-story  building  (stores) 

which  had  been  erected  instead  of  an  apartment  build¬ 
ing  with  stores  on  the  ground  floor,  was  denied  by 
board,  under  section  21,  Cal.  No.  330-28-BZ,  Premises, 
Northwest  corner,  Sedgwick  avenue  and  Van  Cortlandt 
avenue,  Borough  of  The  Bronx.  Mr.  Justice  Hammer 
sustained  board  (N.Y.L.J.  Nov.  10,  1936),  and  held, 
in  part,  that  fraud  practiced  on  the  superintendent  of 
building  to  secure  a  permit  in  violation  of  the  resolu¬ 
tion  of  the  Board  of  Standards  and  Appeals  does  not 
constitute  ground  for  additional  relief  under  section 
21;  that  a  mortgagee  who  purchased  the  property  on 
foreclosure  is  in  no  better  position;  that  his  real  griev¬ 
ance  is  that  of  fraud  by  the  borrower  for  which  an 
action  at  law  is  the  remedy;  that  “To  grant  relief  by 
zone  amendment  to  all  persons  alike  in  similar  situa¬ 
tions  would  put  a  premium  on  fraud,  and  defeat  the 
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general  purpose  of  the  zoning  law.  To  grant  such  re¬ 
lief  here  and  withhold  it  in  any  other  similar  sit¬ 
uation  would  be  a  violation  of  equality  of  privilege. 
It  would  depreciate  the  adjacent  properties  of  other 
owners  whose  properties  continue  restricted  to  resi¬ 
dential  use  *  * 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Sept. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules .  Sept. 

Concrete  Rules  (Hydrated  Lime)... Nov. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . Nov. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Nov. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. July 

Plumbing  Rules  . .Nov. 

Procedure,  Rules  of . Nov. 

Refrigerating  Systems,  Extract  C.O.Sept. 
Smoking  in  Factories,  Rules  for.... Nov. 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . Nov. 

Structural  Alterations,  Reporting. .  .June 

Tank  Trucks,  Fuel  Oil,  etc . July 

Tank  Trucks,  Gasoline,  etc . July 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


15,  1936— Vol.  21,  No.  37 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21,  No.  36 

10,  1936— Vol.  21,  No.  45 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 
8,  1936— Vol.  21.  No.  36 
1,  1936— Vol.  21,  No.  35 

14,  1936— Vol.  21,  No.  28 

3,  1936— Vol.  21,  No.  44 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 

17,  1936 — Vol.  21,  No.  46 

27,  1934— Vol.  19,  No.  48 

28,  1936— Vol.  21,  No.  30 
10,  1936— Vol.  21,  No.  45 
10,  1936— Vol.  21,  No.  45 

8,  1936— Vol.  21,  No.  36 

17,  1936— Vol.  21,  No.  46 

18,  1936— Vol.  21,  No.  33 
3,  1936— Vol.  21,  No.  44 
7,  1932— Vol.  17,  No.  23 

28,  1936— Vol.  21,  No.  30 
28,  1936— Vol.  21,  No.  30 

10,  1923— Vol.  8,  No.  IS 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . . . Sept. 


Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Nov. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use. Nov. 

Fuel  Oil  Pumps . Nov. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Nov. 


5.  1935— Vol.  20,  No.  10 
29,  1936— Vol.  21,  No.  39 

17,  1936 — Vol.  21,  No.  46 
26,  1936— Vol.  21.  No.  21 
17,  1936 — Vol.  21,  No.  46 
17,  1936— Vol.  21,  No.  46 

26,  1935— Vol.  20,  No.  48 

17,  1936— Vol.  21,  No.  46 


NOVEMBER  17,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  No¬ 
vember  17,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters: 


cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 


Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 


cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 


cal.  no.  257-36-BZ — Application,  September  4,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  John  J.  Beatty,  applicant, 
on  behalf  of  Buckminster  Estates,  Inc., 
owner,  to  permit  the  erection  of  a 
business  building  (theatre  and  stores) 
extending  from  a  business  use  district 
to  a  residence  use  district ;  premises 
1713  Church  avenue,  north  side,  105 
ft.  97/&  in.  east  of  East  17th  street 
(Block  No.  5078,  Lot  No.  30),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  217-33-BZ — Application  of  Benjamin  N.  Brody, 
applicant,  on  behalf  of  Helen  Schrage 
Lehman,  owner,  reopened  May  5,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  110-38  Springfield 
boulevard  and  217-20  110th  road,  south¬ 
west  corner  (Block  No.  2038,  Lot  No. 
28),  Queens  Village,  Borough  of 
Queens. 


cal.  no.  181-36-BZ — Application,  June  12,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Joseph  Weiss 
Co.,  Inc.,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a 
proposed  gasoline  service  station; 
premises  1490-1498  Linden  boulevard, 
south  side,  478  ft.  4J4  in.  east  of  Rock- 
away  avenue  (Block  No.  3644,  Lot 
No.  85),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  17,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 


cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 


301 -36- A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 
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321-36-A — 198-208  Hicks  street  and  85  Montague  street, 
northwest  corner  (Block  No.  241,  Lot  No. 
1),  Borough  of  Brooklyn. 

323-36-A — 21-29  Clark  street  and  79-99  Willow  street, 
northeast  corner  (Block  No.  230,  Lot  No. 
1),  Borough  of  Brooklyn. 

341-36-A — 1749-1753  Flatbush  avenue,  southeast  corner  of 
Avenue  J  (Block  No.  7617,  Lot  No.  80), 
Borough  of  Brooklyn. 

299- 36-A — 321-323  West  44th  street,  north  side,  275  ft. 

west  of  8th  avenue,  and  322-324  West  45th 
street  (Block  No.  1035,  Lot  No.  20),  Bor¬ 
ough  of  Manhattan. 

300- 36-A — 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1),  (6th  floor),  Borough  of  Manhat¬ 
tan. 

306-36-A — 345  West  44th  street,  north  side,  200  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  No. 
9),  Borough  of  Manhattan. 

31 1-36- A — 331-337  West  44th  street,  north  side,  300  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  Nos. 
13,  14,  15  and  16),  Borough  of  Manhattan. 

316-36-A — 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (6th  floor),  Borough  of  Man¬ 
hattan. 

338-36-A — 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (12th  floor),  Borough  of 
Manhattan. 

344-36-A— 201-215  West  43rd  street,  206-214  West  44th 
street  and  1493-1501  Broadway  (Block  No. 
1015,  Lot  Nos.  26  to  37),  (10th  floor), 
Borough  of  Manhattan. 

Appliance  Submitted  for  Approval 

331-36-SA — U  &  S  Oil  Burner  for  Pressing  Machine, 
Models  A,  B  and  C. 


resolution,  to  permit  the  extension  in 
area  of  an  existing  gasoline  service 
station  previously  granted  by  the 
Board;  premises  159-01  to  159-07  114th 
avenue  (Linden  boulevard)  and  159-02 
to  159-08  Meyer  avenue,  northeast  cor¬ 
ner  of  159th  street  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough 
of  Queens. 

cal.  no.  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi- 
•  ness  use  district  the  extension  of  ait 

existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 

cal.  no  121-36-BZ — Application,  May  5,  1936,  under  sec¬ 
tions  7t  and  21  of  the  building  zone 
resolution,  of  Benjamin  Maksik,  appli¬ 
cant  and  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  an  open  air  dining 
and  dancing  pavilion  and  also  the 
parking  of  more  than  five  (5)  motor 
vehicles  (of  patrons)  ;  premises  2686- 
2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of 
Brooklyn. 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  No- 
■vernber  17,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board : 


cal.  no.  54-36-BZ — Application,  March  10,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Kadel,  Van  Kirk  and 
Trencher,  applicants,  on  behalf  of  B. 
&  S.  Gasoline  Stations,  Inc.,  owner, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline 
service  station ;  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend 
Neck  road,  northwest  corner  ('Block 
No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

cal.  no.  589-31 -BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Sona  Cooper- 
stein,  owner,  reopened  July  14,  1936, 
under  section  21  of  the  building  zone 


cal.  no.  391-27-BZ — Application  of  Daniel  Marshall,  ap¬ 
plicant,  on  behalf  of  Sinclair  Refining 
Co.,  lessee  (long  term  lease),  reopened 
June  16,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  and  partly  in  an 
unrestricted  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  (previously  denied  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion)  ;  premises  5214-5218  Broadway 
and  89  West  225th  street,  northeast 
corner  (Block  No.  2215,  Lot  No.  106), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman . 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  23,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

1 1-34-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Ada  Koggari, 
owner. 

PREMISES — 277-293  Chester  street,  east  side,  179  ft.  2 
in.  south  of  Blake  avenue  (Block  No.  3560,  Lot 
No.  12),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  October  6,  1936  under  new 
proposal), 
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TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
denied  for  a  junk  shop). 

294-36-BZ. 

APPLICANT — Matthew  W.  DelGaudio,  for  Ernest  Da- 
miane,  owner. 

PREMISES — 2496  Elm  place,  east  side,  57.75  ft.  south  of 
Fordham  road  (Block  No.  3023,  Lot  No.  79) 
Borough  of  the  Bronx. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  the  extension,  from  a  business  use  district 
into  a  residence  use  district,  of  a  proposed  busi¬ 
ness  building. 

624-26- BZ. 

APPLICANT — Apa  Realty  Corporation,  owner. 

PREMISES — Southwest  corner  of  Kissena  boulevard 
(road)  and  Nassau  boulevard  (Block  No.  2167, 
Lot  No.  35),  Flushing,  Borough  of  Queens. 

APPLICATION,  under  section  7f  of  the  building  zone 
resolution  (reopened  October  6,  1936), 

TO  PERMIT  in  a  business  use  district  the  maintenance 
of  a  gasoline  service  station  (erected  under  a 
temporary  variation  granted  by  the  Board)  for 
an  additional  temporary  period  of  two  (2)  years. 


NOVEMBER  24,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  24,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  244-36-BZ — Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants/  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

M..  no.  250-36-BZ — Application,  August  19,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Benjamin  Millstein,  applicant, 
on  behalf  of  The  City  Mortgage  Com¬ 
pany,  owner,  to  permit  the  change  of 
use  from  stores  to  gasoline  service  sta¬ 
tion  for  a  portion  of  the  first  floor  of 
an  existing  garage  and  store  building; 
premises  182-184  Fulton  street  and  91 
Orange  street,  northwest  corner  (Block 
No.  222,  Lot  No.  17),  Borough  of 
Brooklyn. 

AI-  no.  240-36-BZ — Application,  August  4,  1936,  under 
section  7a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 
plicants,  on  behalf  of  Joseph  Giganti, 
owner,  to  permit  the  extension  of  an 
pcisting  public  garage  and  the  erec- 
iton  of  a  gasoline  service  station  in 
a  residence  use  district ;  premises 
87-14  92nd  street,  west  side,  110.39  ft. 


south  of  Jamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Bor¬ 
ough  of  Queens. 

cal.  no.  256-36-BZ — Application,  September  3,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  William  I.  Hohauser, 
applicant,  on  behalf  of  Marie  E.  Har- 
dart,  owner,  to  permit  the  erection 
of  a  business  building  (theatre)  part¬ 
ly  in  a  business  use  district  and  partly 
in  a  residence  use  district  and  the 
omission  of  the  required  rear  yard ; 
premises  1109  Lexington  avenue,  east 
side,  68.6  ft.  north  of  East  77th  street 
and  153-157  East  77th  street  (Block 
No.  1412,  Lot  Nos.  20^,  23,  23^  and 
24),  Borough  of  Manhattan. 

cal.  no.  287-36-BZ — Application,  September  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Charles  L.  Fleece,  applicant, 
on  behalf  of  The  Bowery  Savings 
Bank,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station ; 
premises  101  East  109th  street  and  1501 
Park  avenue,  northeast  corner  (Block 
No.  1637,  Lot  No.  1),  Borough  of  Man¬ 
hattan. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  24,  1936,  2  P.  M. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36- S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  No- 
7>ember  24,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  reserved 
without  further  argument,  pending  an  inspection  and  a 
report  with  recommendation  by  the  committee  of  the 
board : 


cal.  no.  225-36-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  The  North 
American  Holding  Corporation,  own¬ 
er,  reopened  under  new  facts  Novem¬ 
ber  4,  1936,  under  sections  7c  and  21 
of  the  building  zone  resolution,  to 
permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  erection  of  a  six  (6)  story 
dwelling  with  business  use  (stores)  on 
the  first  story  (previously  denied)  ; 
premises  1182-1196  Grand  Concourse 
and  180-188  East  167th  street,  south¬ 
east  corner  (Block  No.  2456,  Lot  Nos. 
155-163),  Borough  of  The  Bronx. 

cal.  no.  158-36-BZ — Application,  May  29,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 
tion  of  Gustave  Lindell,  applicant  and 
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lessee,  on  behalf  of  Kew  Club  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  storage  and 
parking  of  more  than  five  (5)  motor 
vehicles ;  premises  83-26  Austin  street, 
south  side,  180  ft.  east  of  Lefferts 
boulevard  (Block  No.  3338,  Lot  No. 
25),  Kew  Gardens,  Borough  of 
Queens. 

cal.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  30,  1936,  AT  2  P.  M. 

Building  Zone  Cas.es 

172-36-BZ. 

APPLICANT — Jeffroy  J.  Lewin,  for  Knickerbocker  Laun¬ 
dry  Co.,  Inc.,  owner. 

PREMISES — 80-19  to  80-25  Cornish  avenue,  north  side, 
135.66  ft.  east  of  Queens  boulevard  (Block  No. 
1538,  Lot  Nos.  87  and  91),  Elmhurst,  Borough  of 
Queens. 

APPLICATION,  under  sections  7- A  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  p.  factory, 
power  wet-wash  laundry,  dry  cleaning,  dyeing  and 
finishing  uses. 

245-36-BZ. 

APPLICANT — Washington  Square  Home  for  Friendless 
Girls,  owner. 

PREMISES — 7  West  8th  street,  north  side,  119.3  ft.  west 
of  5th  avenue  (Block  No.  572,  Lot  No.  47),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  part  of  an  existing  building  to  busi¬ 
ness  use  (store). 

261-36-BZ. 

APPLICAN  T — Fred  S.  Loewenthal,  for  Regina  Loewen- 
thal,  owner. 

PREMISES — 2891-2895  Bailey  avenue,  west  side,  57  ft. 
south  of  West  230th  street,  and  60-64  West  230th 
street  (Block  No.  3264,  Lot  Nos.  82  and  88),  Bor¬ 
ough  of  The  Bronx. 

APPLICA  I  ION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  use  of  a  plot 
of  ground  as  a  parking  space  for  more  than  five 
(5)  motor  vehicles. 

282-36-BZ. 

APPLICANT  Henry  Albert,  for  Sidney  Knopfler,  owner. 


PREMISES — West  side  of  34th  street,  140.10  ft.  south  of 
28th  avenue  (Block  No.  627,  Lot  Nos.  26}4,  27, 
28  and  29),  Long  Island  City,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  use  of  a  plot 
of  ground  as  a  parking  space  for  more  than  five 
(5)  motor  vehicles. 


DECEMBER  1,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  1,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter : 

cal.  no.  298-36-BZ — Application,  October  7,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Fred  B.  McDuffee,  Assistant 
Chief  Engineer,  Department  of  Sani¬ 
tation,  applicant,  on  behalf  of  Depart- 
.  ment  of  Sanitation,  City  of  New  York 

City,  owner,  to  permit  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  Section  Station  for  the  De¬ 
partment  of  Sanitation;  premises  18-15 
124th  street,  east  side,  150  ft.  south  of 
18th  avenue  (Block  No.  4130,  Lot  No. 
13),  College  Point,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  8,  1936,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter: 

cat_  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  8,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6)„ 
Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 1 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  De¬ 
cember  8,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 
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cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 


hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  NOVEMBER  10,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Ross. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Wednesday  morning,  November  4,  1936  and  the  min¬ 
utes  of  the  regular  meeting  of  the  board  held  on  Wednes¬ 
day  afternoon,  November  4,  1936,  were  approved  as  printed 
in  Bulletin  No.  45,  Vol.  XXL 


BUILDING  ZONE  CASES 

1 58-36- BZ. 

APPLICANT — Gustave  Lindell  (lessee),  for  Kew  Club 
Realty  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  storage  and  parking  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 93-26  Austin  street,  south  side, 
180  ft.  east  of  Lefferts  boulevard  (Block  No.  3338, 
Lot  No.  25),  Kew  Gardens,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  F.  Finkelhor. 

For  Opposition:  J.  J.  Cotter,  Benjamin  Gollay  and 
Edward  S.  Searle. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.M.  for  report  of  committee.  No  further 
argument. 

266-36-BZ. 

APPLICANT — Lama  &  Proskauer  for  Frederick  Reiner, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution  to  permit  the  erection  and  maintenance 
of  a  gasoline  service  station  partly  in  a  business 
use  district  and  partly  in  an  unrestricted  use  dis¬ 
trict. 

PREMISES  AFFECTED — Northeast  corner  of  Queens 
boulevard  and  Nassau  boulevard  (Horace  Hard¬ 
ing  boulevard),  (Block  No.  1876,  Lot  No.  1  and 
part  of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition :  Fred  Hulbert. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.M.  for  report  of  committee.  No  further 
argument. 

298-36-BZ. 

APPLICANT — Fred  B.  McDuffee,  Assistant  Chief  Engi¬ 
neer,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 


SUBJECT — Application — consideration — waiving  calendar 
call — (re  decision  of  the  commissioner  of  build¬ 
ings)  under  section  21  of  the  building  zone  reso¬ 
lution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  section  station  for 
the  Department  of  Sanitation. 

PREMISES  AFFECTED— 18-15  124th  street,  east  side, 
150  ft.  south  of  18th  avenue  (Block  No.  4130,  Lot 
No.  13),  College  Point,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Carl  Hartzelius. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  December  1,  1936  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by  reg¬ 
istered  mail  not  later  than  November  18,  1936. 
Such  notice  to  include  instructions  to  property 
owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  November  27  1936. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  o 

Absent  .  Q 


1 89-36- BZ. 

APPLICANT — William  Richter,  for  Solo  Linder,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district,  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion,  showroom,  automobile  laundry,  brake  testing 
station  and  office. 

PREMISES  AFFECTED — 2994  Coney  Island  avenue, 
3364-3374  Guider  avenue,  southwest  corner  and 
722  Banner  avenue,  southwest  corner  of  Guider 
avenue  (Block  No.  7264,  Lot  No.  49),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  William  Richter. 

For  Opposition:  Milton  L.  Neimark,  Arthur  Har¬ 


rison  and  Mark  Frackman. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  .  0 

THE  RESOLUTION 

(189-36-BZ) 


Whereas,  William  Richter  for  Solo  Linder,  owner,  filed 
June  22,  1936,  an  application  under  the  building  zone 
resolution  to  permit  partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station,  showroom,  automobile 
laundry,  brake  testing  station  and  office;  Premises:  2994 
Coney  Island  avenue,  3364-3374  Guider  avenue,  southwest 
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corner,  and  722  Banner  avenue,  southwest  corner  of  Guider 
avenue  (Block  No.  7264,  Lot  No.  49),  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  10,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Coney  Island  avenue  is  in 
a  business  district ;  Guider  avenue  is  in  a  business  and  resi¬ 
dence  district ;  Brighton  8th  street  is  in  a  residence  and 
business  district ;  and  Banner  avenue  is  in  a  residence  and 
business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  June  18,  1936,  re  Application  No.  9028-1936,  reads: 

“Proposed  gasoline  service  station,  show  room,  auto¬ 
mobile  laundry,  brake  testing  station  and  office,  to  be 
located  partly  in  a  business  use  and  partly  in  residential 
districts  are  contrary  to  Art.  II,  Sect.  3  and  Sect.  4A 
of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  28  ft.  on  Banner 
avenue,  104  ft.  on  Guider  avenue  and  36  ft.  on  Coney  Island 
avenue.  A  small  area  at  the  southwesterly  portion  of  the 
plot  is  in  the  residence  use  district — the  remainder  is  in 
the  business  use  district.  It  is  proposed  to  erect  upon  the 
south  portion  of  the  plot  a  one  story  structure  24  ft.  by 
99  ft.  in  area  to  be  used  as  auto  showroom,  auto  laundry, 
brake  testing  station  and  office  and  also,  to  install  the  neces¬ 
sary  tanks  and  pumps  for  a  gasoline  service  station;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  applicant  had  failed  to 
substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution  and  was,  therefore,  not  entitled  to 
relief. 

Resolved,  that  the  decision  of  the  Commissioner  of  Build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


126-36-BZ. 

APPLICANT — City  Parking  Stations,  Inc.,  (lessee),  for 
The  Chase  National  Bank  of  the  City  of  New 
York,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building 
zone  resolution,  to  permit  the  use  of  the  plot  for 
the  parking  of  more  than  five  (5)  motor  vehicles 
in  a  retail  use  district. 

PREMISES  AFFECTED — 288-290  Madison  avenue,  west 
side,  50.9  ft.  north  of  East  40th  street  (Block  No. 
1275,  Lot  Nos.  16  and  17),  Borough  of  Manhattan. 
APPEARANCES— 


For  Applicant:  Charles  Weishaupt,  Harry  Yahr 
and  Harry  Davis. 

For  Opposition :  Albert  J.  Snook,  E.  E.  Bloodgood, 
Robert  W.  Riordan  and  John  J.  Carroll. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  .  0 

THE  RESOLUTION 


(126-36-BZ) 

Whereas,  City  Parking  Stations,  Inc.,  lessee  for  The 
Cha.se  National  Bank  of  the  City  of  N.  Y.,  owner,  filed, 
May  7,  1936,  an  application  under  the  building  zone  reso¬ 
lution  to  permit  the  use  of  the  plot  for  the  parking  of  more 
than  five  (5)  motor  vehicles  in  a  retail  use  district- 
premises:  288-290  Madison  avenue,  west  side  50  9  feet 
north  of  East  40th  street  (Block  No.  1275,  Lot  Nos.  16  and 
17),  Borough  of  Manhattan;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  10,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Madison  avenue  is  in  a 
retail  business  and  residence  use  district;  East  40th  street 
is  in  a  retail  use  district;  and  East  41st  street  is  in  a  retail 
use  district;  and 

V\  hereas,  the  decision  of  the  Commissioner  of  Buildings, 
rendered  September  28,  1936,  reads: 

“Your  application  dated  August  5,  1936  for  a  certifi¬ 
cate  of  occupancy  for  the  parking  plot  at  the  above 
premises  has  been  denied  as  the  premises  is  located  in 
a  retail  district  where  parking  spaces  are  prohibited.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  50  ft.  and  a  depth  of  95  ft. ;  it  is  pro¬ 
posed  to  use  the  plot  for  a  period  of  not  more  than  2  years 
for  the  parking  of  more  than  5  motor  vehicles;  and 
Whereas,  the  board  deemed  that  the  applicant  failed  to 
establish  any  public  necessity  for  the  creation  of  this 
parking  station  for  more  than  five  motor  vehicles,  on  which 
the  board  could  exercise  its  discretion  under  section  7 
subdivision  h  of  the  building  zone  resolution;  and 
Whereas,  the  board  deemed  that  the  use  of  the  plot  for 
parking  would  tend  to  depreciate  values  of  the  surrounding 
high  class  office  buildings  and  further,  owing  to  the 
crowded  street  and  sidewalks,  would  be  dangerous  to 
pedestrians  and  impede  vehicular  traffic, 
n  that  the  decision  of  the  Commissioner  of 

Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


214-36-BZ. 

APPLICANT— -Myles  Levinson,  for  Cooper  Chemists, 
Inc.  and  Ezra  Jaffe,  owners. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station  in  a  business 
use  district. 

T  REMISES  AFFECTED — 1512-1524  Bath  avenue,  south¬ 
west  corner  of  Bay  10th  street  (Block  No.  6427 

A P P E A ^*,a \ Vc ES° 1  N°  39  ’  Borough  of  Bro°klyn. 

B°r  Applicant :  Myles  Levinson  and  Joseph 
Cooper. 

For  Opposition :  Abraham  Beier. 

^CITON  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  .  q 

THE  RESOLUTION 

(214-36-BZ) 

Whereas,  Myles  Levinson  for  Cooper  Chemists,  Inc.  and 
Ezra  Jaffe,  owners,  filed  July  7,  1936,  an  application  under 
the  building  zone  resolution  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  station  in  a  business  use 
district;  premises:  1512-1524  Bath  avenue,  southwest  cor- 

°4  Bay  i0th£  slreet,  (Block  No.  6427,  part  of  Lot  No. 
39),  Borough  of  Brooklyn;  and 

YVhereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
Noyemb, er  lffi  1936,  after  due  notice  by  publication 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
v\  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bath  avenue  is  in  a  business 
use;  Bay  10th  street  is  in  a  residence  and  business  use; 
13th  avenue  is  in  a  residence  and  business  use  and  Cropsev 
avenue  is  in  a  residence  use ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  June  11,  1936,  re  Application  No.  3208-1936,  reads: 
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“Proposed  gasoline  service  station  of  part  of  lot 
39  (Block  6427)  located  in  a  business  use  district  is 
contrary  to  Art.  II,  Sect.  4a  of  Zone  Resolution.” 

and 

Whereas,  the  premises  (part  of  a  larger  parcel  of  prop¬ 
erty)  consist  of  a  plot  of  ground  having  a  frontage  of  60 
ft.  on  Bath  avenue  and  100  ft.  on  Bay  10th  street— upon 
which  it  is  proposed  to  erect  a  one  story  structure  60  ft. 
by  25  ft.  in  area  to  be  used  as  lubritorium,  auto  laundry 
and  office  and  also,  to  install  the  necessary  tanks  and  pumps 
for  a  gasoline  service  station ;  and 

Whereas,  the  board  deemed  that  applicant  failed  to  sub¬ 
stantiate  the  basis  of  his  application  under  section  21  of 
the  building  zone  resolution,  hardship. 

.  Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


304-36-BZ. 


APPLICANT — Washburn  Wire  Company,  Inc.,  owner. 
SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7-c  of  the  building 
zone  resolution  to  permit  the  proposed  extension 
of .  an  existing  factory  building  from  an  unre¬ 
stricted  use  district  into  a  residence  use  district 
PREMISES  AFFECT  ED — 537-549  East  118th  street, 
northwest  corner  of  East  River  drive  and  542-550 
East  119th  street  (Block  No.  1815,  Lot  Nos.  23 
and  31),  Borough  of  Manhattan. 
APPEARANCES— 


For  Aoplicant :  Raymond  J.  Walsh  and  Albert 
Palmer. 

For  Opposition:  Michael  F.  Pinto,  Jacob  Blech- 
lisen  and  others. 

ACTION  OF  BOARD — Application  granted  on  condition 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  0 

Absent  . . *  o 


THE  RESOLUTION 


(304-36-BZ) 

Whereas,  Washburn  Wire  Company,  owner,  filed,  Octo¬ 
ber  13,  1936,  an  application  under  the  building  zone  reso¬ 
lution  to  permit  the  proposed  extension  of  an  existing 
factory  building  from  an  unrestricted  use  district  into  a 
residence  use  district;  premises:  537-549  East  118th  street, 
northwest  corner  of  East  River  drive  and  542-550  East 
119th  street  (Block  No.  1815,  Lot  Nos.  23  and  31),  Borough 
of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  10,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 


ing  zone  resolution  show  that  East  River  drive  is  in  a 
residence  use  district;  East  118th  street  is  in  an  unre¬ 
stricted  and  residence  use;  East  119th  street  is  in  an  unre¬ 
stricted  and  residence  use  and  Pleasant  avenue  is  in  an 
unrestricted  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  24,  1936,  re  Application  No.  2961-1936, 
reads : 

“1.  Contrary  to  Building  Zone  Resolution  Sec.  3  to 
erect  a  building  in  a  residence  district  for  factory 
uses.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  185  ft.  11  in.  on  East  118th  street,  approx¬ 
imately  205  ft.  on  East  River  drive  and  134  ft.  7  in.  on  East 
119th  street.  The  plot  is  located  partly  in  an  unrestricted 
and  partly  (the  easterly  100  ft.)  in  a  residence  use  district. 

1  here  is  located  upon  the  plot  a  one  story  building  having 
a  frontage  of  147  ft.  on  East  118th  street  and  a  depth  of 
40  ft.  6  in.  which  is  to  be  demolished  and  there  is  also  an 
irregular  shaped  one-story  factory  building,  having  a  front¬ 
age  of  42  ft.  10  in.  on  East  119th  street  and  approximately 
147  ft.  on  East  118th  street.  It  is  proposed  to  extend  this 
(existing)  building  by  the  addition  of  a  five  (5)  story 
extension  having  a  frontage  of  91  ft.  8  in.  on  East  119th 
street,  205  ft.  on  East  River  drive  and  185  ft.  9  in.  on  East 
118th  street.  It  is  proposed,  also,  to  erect  on  the  2d  story 
of  the  proposed  extension  a  bridge  across  East  118th  street 
connecting  with  the  building  on  the  southwest  corner  of 
East  River  drive  and  East  1 18th  street;  said  building  being 
under  same  ownership  as  premises  in  question.  Premises 
in  question  to  be  occupied  as  part  of  the  factory  of  the 
Washburn  Wire  Company;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
C  of  the  building  zone  resolution,  the  board  is  empowered 
to  grant  a  variation  such  as  is  herein  sought. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-C  for  the  alteration  of  the  existing  building  and  the 
proposed  construction  as  indicated  on  plans  filed  with  this 
appeal,  on  condition  that  the  height  shall  not  exceed  that 
shown  on  plans  and  that  the  general  conditions  shall  be  in 
accordance  with  the  authorization  of  the  Board  of  Estimate 
and  Apportionment;  that  the  architectural  design  of  the 
facade  shall  be  as  indicated  on  the  plans  filed  with  this 
appeal  and  generally  in  agreement  as  to  materials  and 
design  with  the  facade  of  the  buildings  of  the  Washburn 
Wire  Company  on  the  adjacent  block  fronts  to  the  south, 
which  were  subject  to  appeal  in  calendar  numbers  14-36-BZ 
and  183-35-BZ ;  that  this  variation  shall  continue  only  so 
long  as  the  buildings  are  used  as  the  manufacturing  plant 
of  the  Washburn  Wire  Company  or  its  successors. 


Adjourned,  1:10  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  NOVEMBER  10,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Ross. 


BUILDING  ZONE  CASES 


121-36-BZ. 

APPLICANT — Benjamin  Maksik,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7f  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict,  the  erection  and  maintenance  of  an  open  air 
dining  and  dancing  pavillion,  and,  also,  the  park¬ 
ing  of  more  than  five  (5)  motor  vehicles  (of  pa¬ 
trons)  . 


1309 


MINUTES 


PREMISES  AFFECTED— 2686-2700  Linden  boulevard, 
southwest  corner  of  Sheridan  avenue  (Block  No. 
No.  4489,  part  of  Lot  No.  5),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Edward  Barnett. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  November  17,  1936 
at  2  P.M.  on  request  of  applicant’s  representative. 


391-27-BZ. 

APPLICANT — Daniel  Marshall,  for  Sinclair  Refining 
Co.,  lessee  (long  term  lease). 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district,  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  denied  under  section  7  (c)  of  the 
building  zone  resolution;  reopened  June  16,  1936). 

PREMISES  AFFECTED— 5214-5218  Broadway  and  89 
West  225th  street,  northeast  corner  (Block  No. 
2215,  Lot  No.  106),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Daniel  Marshall. 

For  Opposition:  Jay  Anfangar  and  Mrs.  Rose 

scaia 

ACTION  OF  BOARD — Laid  over  to  November  17,  1936 
at  2  P.M.  so  that  owner  can  be  present  and  sup¬ 
ply  additional  information. 


644-20- BZ. 

APPLICANT — Samuel  Rosenblum,  for  H.  P.  C.  Corpor¬ 
ation,  owner. 

SUBJECT — Application  reopened  October  20,  1936  for 
consideration  of  an  amendment  to  the  resolution — 
re  application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
alteration  of  a  gasoline  service  station  and  garage 
for  more  than  five  (5)  motor  vehicles  (previously 
granted  by  the  board),  so  as  to  reduce  the  size 
of  office. 

PREMISES  AFFECTED — 1522-1528  Southern  boulevard, 
northeast  corner  of  East  172nd  street  (Block  No. 
2982,  Lot  No.  1),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION 

(644-20-BZ) 

Whereas,  this  application  affecting  premises  1522-1528 
Southern  Boulevard,  northeast  corner  E.  172nd  street 
(Block  No.  2982,  Lot  No.  1),  Borough  of  The  Bronx,  was 
granted  by  the  board  Nov.  16,  1920,  on  certain  conditions, 
resolution  amended  October  2,  1934,  and  owner  requested 
a  further  amendment ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  Oct.  20,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet- 
mg  Nov.  10,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Novem¬ 
ber  16,  1920,  as  amended  by  resolution  adopted  October  2 
1934,  so  that  as  amended  it  will  read: 


“.  .  .  that  the  front  wall  of  the  garage  may  be  elim¬ 
inated  as  indicated  on  revised  plans  marked  “Re¬ 
ceived  September  28,  1934”  and  an  alcove  gasoline 
station  constructed  as  indicated  thereon,  on  condition 
that  there  shall  be  constructed  at  a  point  25  ft.  from 
Southern  boulevard  and  parallel  thereto  a  brick  wall 
continuously  from  foundation  below  the  floor  to  the 
underneath  side  of  the  roof  boarding  with  two  open¬ 
ings  therein  for  entrances  to  garage  proper  and  two 
windows  as  indicated ;  such  windows  to  have  metal 
frames  and  sash  and  glazed  with  wire  plate  glass ;  that 
such  gasoline  pumps  as  are  installed  shall  not  exceed 
three  (3)  and  shall  be  located  at  least  10  ft.  from  the 
street  building  line,  and  that  the  existing  or  proposed 
gasoline  tanks  shall  either  be  removed  30  ft.  from  the 
boiler  room  floor  below  or  shall  be  buried  so  that  the 
bottom  of  the  gasoline  tanks  is  below  the  level  of  the 
boiler  room  floor;  that  there  shall  be  two  (2)  open¬ 
ings  only  in  the  street  curb  to  this  garage  and  gasoline 
selling  alcove  station,  these  openings  not  to  exceed  25 
ft.  in  width  and  no  part  of  any  opening  to  be  nearer 
than  20  ft.  from  the  corner  formed  by  the  intersection 
of  Southern  boulevard  and  East  172nd  street;  that  the 
boiler  room  shall  be  separated  from  all  other  parts 
of  the  structure  with  fireproof  walls  and  ceilings  and 
shall  be  enterable  only  from  the  exterior;  that  the 
new  masonry  for  the  construction  of  this  gasoline 
alcove  shall  harmonize  with  the  masonry  now  used  in 
the  building;  that  the  ceiling  on  the  gasoline  selling 
alcove  shall  be  fire  retarded  in  accordance  with  the 
rules  of  the  Board  of  Standards  and  Appeals;  that 
nothing  in  this  resolution  shall  modify  th'e  conditions 
as  to  construction  stated  in  the  resolution  adopted  by 
the  board  on  November  16,  1920;  that  no  portable 
gasoline  tank  shall  be  used  on  or  from  the  property; 
that  all  advertising  signs  shall  be  limited  to  the  il¬ 
luminated  globes  of  the  pumps  and  to  a  permanent, 
flat  sign  on  the  building,  excluding  all  roof  signs ;  and 
that  all  permits  shall  be  obtained  within  three  months 
and  any  work  involved  completed  within  six  months 
from  the  date  of  this  amended  resolution;  that  in  the 
event  the  owner  desires  to  reduce  the  size  of  the  office, 
as  indicated  on  plans  marked  “Received  September  28, 
1934,”  so  that  same  will  conform  with  plans  marked 
‘  Received  October  14,  1936”,  such  proposed  reduction 
of  the  office  may  be  permitted,  provided  there  is  erected 
from  the  westerly  office  wall  to  the  corner  formed  by 
the  intersection  of  Southern  boulevard  and  172nd  street, 
a  masonry  zoall  not  less  than  12  in.  in  thickness,  and 
4  ft.  in  height,  suitably  coped.” 


109-36-BZ. 

APPLICANT— John  M.  Baker,  for  Agnes  Spanos,  owner. 

SLTBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  district, 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 108-23  Astoria  boulevard, 
north  side,  183.914  ft-  east  of  31st  drive  (Block 
No.  1679,  Lot  No.  44),  Elmhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  John  M.  Baker. 

For  Opposition :  Louis  Jay  and  Abraham  Kad- 
anoff. 


ACTION  OF  BOARD — Application  denied. 
THE  VOTE  TO  GRANT— 

Affirmative  . . 


Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross 
Absent  . 


0 

4 

0 


THE  RESOLUTION 

(109-36-BZ) 

W  hereas,  John  M.  Baker,  for  Agnes  Spanos,  owner, 
filed,  April  23,  1936,  an  application  under  the  building  zone 
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resolution  to  permit  in  a  residence  use  district  the  erection 
and  maintenance  of  a  gasoline  service  station ;  premises : 
108-23  Astoria  boulevard,  north  side,  183.9^4  east  of  31st 
drive  (Block  No.  1679,  Lot  No.  44),  Elmhurst,  Borough  of 
Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  10,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Astoria  boulevard  is  in  resi¬ 
dence  and  business  districts;  31st  drive  is  in  business  and 
residence  districts;  Ditmars  boulevard  and  Grand  Central 
parkway  are  both  in  residence  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  16,  1936,  re  Alt.  Permit  No.  8458-1934, 
reads : 

“Your  request  to  reinstate  the  above  numbered  ap¬ 
proval  revoked  by  this  Department  on  March  22,  1935 
(because  of  lack  of  substantial  start  prior  to  a  change 
in  zone)  is  hereby  denied;  because: 

It  is  .  contrary  to  Section  3  of  the  Building  Zone 
Resolution  to  erect  a  gasoline  service  station  within 
a  residence  district.” 


Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  120  ft.  2  in.  on  Astoria 
boulevard  and  a  distance  of  126  ft.  along  the  north  lot 
line,  upon  which  it  is  proposed  to  erect  a  one  story  struc¬ 
ture  49  ft.  by  24  ft.  in  area  for  use  as  grease  pits  and 
accessory  store  and  also,  the  necessary  tanks  and  pumps 
for  a  gasoline  service  station ;  and 

.  Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  report  of  which  inspec¬ 
tion  was  read  at  the  hearing  and  which  report  follows : 

REPORT  OF  COMMITTEE 


November  5,  1936. 

Cal.  No.  109-36-BZ. 

108-23  Astoria  boulevard, 

Elmhurst,  Queens. 

The  premises  on  which  a  zoning  variance  is  re¬ 
quested  under  section  21  for  a  gasoline  service  station 
consist  of  the  remnant  of  a  larger  plot  reduced  by 
the  widening  of  Astoria  boulevard.  The  plot  is  small 
and  triangular  and  considerably  higher  in  grade  than 
house  plots  in  the  rear  facing  Ditmars  avenue.  The 
plot  is  part  of  a  triangular  block,  all  of  which  was 
recently  rezoned  for  residence  use  except  the  corner 
of  Astoria  boulevard  and  31st  drive,  which  is  zoned 
for  business  use.  It  appears  that  plans  were  approved 
prior  to  the  rezoning  on  November  2,  1934  and  prior 
to  the  reconstruction  and  widening  of  the  boulevard. 
A  lease  was  also  entered  into  with  a  tenant  who,  prior 
to  obtaining  a  permit,  employed  a  contractor  to  level 
the  plot  and  erect  a  gasoline  station.  It  was  also,  it 
appears,  part  of  the  contractor's  contract  to  obtain  the 
permit.  The  commissioner  of  buildings  refused  to 
issue  the  permit  to  build  a!nd  to  reissue  the  former 
approval  of  plans  inasmuch  as  the  rezoning  had  in¬ 
tervened. 

A  committee  of  the  board  inspected  these  premises 
and  the  surrounding  area  on  October  29th  and  is  of 
the  opinion  that  this  plot  is  not  adaptable  for  the 
proposed  use  without  inflicting  hardship  upon  adjoin¬ 
ing  residential  properties.  To  grant  this  would  be  an 
entering  wedge  for  other  applications  along  this  boule¬ 
vard,  widened  and  beautified  at  great  public  expense 
and  rezoned  to  permit  orderly  development.  Suffi¬ 
cient  time  has  not  yet  elapsed  to  bring  this  about,  as 
the  boulevard  and  the  nearby  Grand  Central  parkway 
have  only  recently  been  opened.  While  the  plot  is 
small  and  perhaps  not  available  for  a  residential  build¬ 
ing,  there  might  be  a  reasonable  basis  for  the  Board  of 
Estimate  and  Apportionment  being  petitioned  to  extend 
the  business  zoning  already  at  the  corner  and  opposite 
to  include  this  plot. 


and 


The  committee  has  taken  due  note  that  plans  had 
been  approved  for  the  gasoline  station  use  while  the 
premises  were  zoned  for  unrestricted  use,  but  the 
lapse  of  time  and  the  failure  to  obtain  the  required 
building  permit  have  eliminated  any  reasonable  claim 
of  hardship  on  that  score  to  justify  of  itself  the  desired 
variance.  The  committee  also  notes  the  existing  gaso¬ 
line  station  opposite  established  long  prior  to  the  im¬ 
provements  and  also  the  board’s  action  in  upholding 
the  building  commissioner  in  revoking  a  permit  found 
to  have  been  illegally  issued  after  the  rezoning  of  the 
plot  opposite  at  the  southeast  corner  of  Astoria  boule¬ 
vard  and  110th  street,  on  which  a  mandamus  action 
had  been  taken  to  the  Court  of  Appeals  (matter  of 
Rosenbush). 

Reference  to  the  Damage  Map  filed  indicates  that 
the  widening  of  Astoria  boulevard  wiped  out  several 
uses  on  this  block  that  would  have  been  non-conform¬ 
ing  under  the  new  zoning,  thereby  permitting  the  area 
to  develop  conformingly  without  non-conforming  uses 
other  than  the  existing  gas  station  of  small  area  on 
the  south  side  of  the  boulevard. 

The  committee  finds  that  no  work  has  apparently 
been  done  ,  on  premises,  except  that  there  may  have 
been  some  levelling  of  the  ground. 

The  committee  recommends  denial. 


(Signed) 


HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 


Whereas,  this  reprt  recommended  the  denial  of  this 
application  and  the  board  deemed  that  the  applicant  had 
failed  to  substantiate  the  basis  of  his  application  under  sec¬ 
tion  21  of  the  building  zone  resolution,  hardship. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


16-36-BZ. 


APPLICANT — Albert  Goldhammer,  for  A.  F.  &  G.  Realty 
Corp.,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7  (f)  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 1865-1869  Westchester  avenue 
and  1301  White  Plains  road,  north  side  of  West¬ 
chester  avenue,  from  Leland  avenue  to  White 
Plains  road  (Block  No.  3880,  Lots  1,  2,  3,  4  and 
5),  Borough  of  The  Bronx. 

APPEARANCES— 


For  Applicant :  Albert  Goldhammer. 

For  Opposition :  Elise  C.  Gries,  Mrs.  Weber,  Mrs. 
Sauer,  Mrs.  Bruno,  Mrs.  Meola,  Mrs.  Cerone 
and  Mrs.  Agnes  F.  Kuhn. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  .  q 


THE  RESOLUTION— 

(16-36-BZ) 

Whereas,  Albert  Goldhammer,  for  A.  F.  &  G  Realty 
Corp  owner,  filed  January  27,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  erection  3,nd  msintensnee  of  3.  gasoline  service 
station;  Premises:  1865-1869  Westchester  avenue  and  1301 
White  Plains  road,  north  side  of  Westchester  avenue  from 
Leland  avenue  to  White  Plains  road  (Block  No.  3880,  Lot 
Nos.  1,  2,  3,  4  and  5),  Borough  of  The  Bronx;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  10,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Westchester  avenue,  White 
Plains  avenue  and  East  177th  street  are  all  in  a  business 
use  district ;  Leland  avenue  is  in  residence  and  business 
use  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  December  30,  1935,  re  N.B.  App.  No.  475- 
1935,  reads : 

“1.  Erection  of  buildings  and  occupancy  of  prem¬ 
ises  in  business  district  as  gasoline  service  station  is 
contrary  to  provisions  of  building  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  185  ft.  on  Westchester 
avenue,  148  ft.  on  White  Plains  avenue  and  24.5  ft.  on 
Leland  avenue,  upon  which  it  is  proposed  to  erect  a  one- 
story  structure,  72  ft.  by  21  ft.  4  in.  in  area,  to  be  used  as 
office,  greasing  and  washing  automobiles  and,  also,  pro¬ 
poses  to  install  the  necessary  tanks  and  pumps  for  occu¬ 
pancy  as  a  gasoline  service  station;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  report  of  which  inspec¬ 
tion  was  read  at  the  hearing  and  which  report  follows : 
REPORT  OF  COMMITTEE. 

November  5,  1936. 

Cal.  No.  16-36-BZ. 

Premises:.  1865-1869  Westchester  avenue  and  1301 
White  Plains  road,  north  side  of  Westchester  avenue 
from  Leland  avenue  to  White  Plains  road  (Block  No. 
3880,  Lot  Nos.  1,  2,  3,  4  and  5),  Borough  of  The 
Bronx. 

The  plot  under  appeal  is  at  the  northeast  corner  of 
Westchester  avenue  and  Leland  avenue,  with  a  front¬ 
age  of  185  ft.  on  Westchester  avenue  and  148  ft.  on 
White  Plains  road,  one  block  south  of  Hugh  J.  Grant 
Circle.  It  is  also  bounded  on  the  north  by  an  old 
road  on  which  this  plot  and  other  plots  abutting  it 
have  easements.  The  title  to  this  right-of-way,  for¬ 
merly  Classon  Point  road,  is  in  the  City.  It  is  de¬ 
sired  to  occupy  this  plot  as  a  gasoline  service  station. 
The  basis  for  the  zoning  variance  is  section  21  and 
it  is  claimed  as  hardship  that  the  plot  is  vacant  and 
it  is  impractical  to  develop  it,  as  more  stores  are 
not  needed  and  the  plot  is  admirably  adapted  for  a 
gasoline  station.  Other  than  the  present  gasoline  sta¬ 
tion  on  the  island  plot  to  the  east  there  are  no  non- 
conforming  uses  immediately  adjacent. 

The  committee,  upon  inspection  on  October  29,  1936, 
finds  that  the  grounds  of  hardship  are  not  tenable. 
This  plot  can  be  developed  for  conforming  use  and  is 
well  adapted  for  a  multiple  dwelling,  many  of  which 
are  to  be  found  nearby.  The  many  objections  of 
property  owners  in  the  area  are  well  taken. 

The  committee  recommends  denial. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  the  board  deemed  that  this  could  not  be  con¬ 
sidered  an  undeveloped  district  under  section  7F  of  the 
building  zone  resolution ;  and 
Whereas,  the  report  recommended  the  denial  of  this 
application  and  the  board  deemed  that  applicant  had  failed 
to  substantiate  the  basis  of  his  application  under  section 
21,  hardship. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


82-36-BZ. 


APPLICANT — William  Hoelze,  for  Hoelze  Realty  Cor¬ 
poration,  owner. 

S  UB  J  ECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
the  maintenance  of  a  lumber  storage  shed  and 
planing  mill. 

PREMISES  AFFECTED— 206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in.  east  of  206th 
street  and  206-19  45th  road,  north  side,  100  ft.  east 
of  206th  street  (Block  No.  3148,  Lot  Nos.  9]/2,  59 
and  60),  Bayside,  Borough  of  Queens. 
APPEARANCES— 

bor  Applicant:  Wm.  Hoelze  and  Seymour  Jackson. 
For  Opposition:  R.  Harold  Paltrow  and  George 
V.  Coe. 


AC  I  ION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  . 


THE  RESOLUTION— 

(82-36-BZ) 

Whereas,  William  Hoelze,  for  Hoelze  Realty  Corpora- 
n  on  owner,  filed  March  28,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  maintenance 

oL  o,  T ™  oi0I?Tge  ,shed  ,and  Pining  mill;  Premises: 

to  206-26  Northern  boulevard,  south  side  117  ft 
6m.  east  of  206th  street,  and  206-19  45th  road,  north 
side  100  ft  east  of  206th  street  (Block  No.  3148,  Lot  Nos. 
y/2,  59  and  60),  Bayside,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  10,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  and 


Whereas,  the  district  maps  accompanying  the  building 
Z° je«T-v>°^U^on  s^ow  tl13*  45th  road  is  in  residence  use 
and  D  area  districts;  Northern  boulevard  is  in  business 
use  and  D  area  districts;  206th  street  is  in  residence  and 
business  use  and  D  area  districts,  and  207th  street  is  in 
residence  and  business  use  and  D  area  districts;  and 

\V  hereas,  the  decision  and  orders  of  the  commissioner 
o  bmldmgs,  rendered  February  20,  1936  and  February  27, 
1936,  re  Viol.  30  and  31,  read: 

“You  will  please  take  notice  that  there  exists  a. 
violation  of  the  building  code  at  the  premises  here¬ 
inafter  described,  in  that 

Erected  building  for  storage  of  lumber  and  trim 
in  residence  district 
Building  be  removed 

You  are  therefore  ordered  and  directed  by  me  to 
stop  all  work  in  connection  with  this  operation  until 
the  law  has  been  complied  with. 

The  building  and  premises  to  which  this  notice 
refers  are  situated  on  the  front  of  the  lot  on  the 
north  side  of  45th  road  commencing  about  100  ft.  from 
the  east  corner  of  206th  street  and  said  building  being 
heavy  timber  and  corrugated  iron  building,  about  50' 
ft.  front,  50  ft.  rear,  90  ft.  deep  and  30  ft.  high,  and 
occupied  or  intended  to  be  occupied  as  a  storage 
building  for  lumber  and  trim  and  located  in  the  Bor¬ 
ough  of  Queens,  in  the  City  of  New  York. 

You  will  please  take  notice  that  there  exists  a  vio¬ 
lation  of  the  building  code  at  the  premises  herein¬ 
after  described,  in  that 

Conducting  a  saw  and  planing  mill  in  business 
district  contrary  to  zoning  resolution 

This  use  of  building  be  discontinued. 
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You  are  therefore  ordered  and  directed  by  me  to 
stop  all  work  in  connection  with  this  operation  until 
the  law  has  been  complied  with. 

The  building  and  premises  to  which  this  notice 
refers  are  situated  on  the  front  of  the  lot  on  the 
south  side  of  Northern  boulevard,  commencing  about 
100  ft.  from  the  east  corner  of  206th  street  and  said 
being  two-story  brick  building,  about  20  ft.  front,  20 
ft.  rear,  50  ft.  deep  and  22  ft.  high,  and  occupied  or 
intended  to  be  occupied  as  a  store  and  dwelling  and 
located  in  the  Borough  of  Queens,  in  The  City  of 
New  York.” 


Application  No.  261-36. 

Location  206-26  Northern  boulevard,  Bayside. 

Disapproved:  2/20/36  with  the  following  objections: 

1.  Proposed  work  is  contrary  to  zone  law 

(a)  Proposed  storage  shed  extends  into  a  residence 
district  (article  11,  section  3), 

(b)  Occupied  area  exceeds  60  per  cent  of  the  area 
of  the  lot  (article  IV,  section  14c), 

(c)  Rear  yard  not  provided  (article  IV,  section 
17a). 

2.  Proposed  work  is  contrary  to  the  building  code : 

(a)  Frame  construction  in  excess  of  5000  sq.  ft. 

(b)  Frame  construction  exceeds  80  per  cent  of  the 
area  of  the  lot  (section  471  BC)  ; 


hereas,  the  premises  consist  of  a  plot  of  ground  hav- 
a  frontage  of  32.4  ft.  on  Northern  boulevard,  50  ft. 
15th  road  and  a  depth  of  200  ft. ;  the  north  half  of 
:  plot  is  located  in  a  business  use  district  and  the  south 
is  located  in  a  residence  use  district;  upon  the  North- 
boulevard  front  of  the  plot  there  is  located  a  two- 
i  brick  building  having  a  frontage  of  32.4  ft.  and  a 
h  of  66  ft. ;  occupied  in  the  basement  story  as  a  saw 
planing  mill;  in  the  1st  story  as  store  and  office  and 
le  2nd  story  as  a  dwelling;  on  the  45th  road  frontage 
:  is  located  a  one-story  2-car  garage,  18  ft.  by  19  ft. 
rea.  The  remainder  of  the  plot  is  developed  with 
ie  construction  lumber  storage  shed  having  an  area 
xcess  of  5,000  sq.  ft.  The  plot  in  question  as  devel- 
is  in  violation  of  the  use  district  regulation  as  to  the 
pancy  and  the  area  district  regulations  because  the 
pied  area  exceeds  60  per  cent  of  the  plot  and  the  re- 
:d  rear  yard  is  not  provided;  also  conditions  are  con- 
'  to  the  building  code  as  the  frame  construction  ex- 
>  5,000  sq.  ft.  and  frame  construction  exceeds  80  per 
of  the  lot,  to  be  occupied  as  a  lumber  storage  shed 
planing  mill ;  and 

hereas,  these  premises  were  the  subject  of  an  inspec- 
by  a  committee  of  the  board,  report  of  which  inspec- 
was  read  at  the  hearing  and  which  report  follows : 


REPORT  OF  COMMITTEE. 


ial.  No.  82-36-BZ. 


November  5,  1936. 


’remises:  206-24  and  206-26  Northern  boulevard,  south 
ide,  117  ft.  6  in.  east  of  206th  street,  and  206-19  45th 
oad,  north  side,  100  ft.  east  of  206th  street  (Block 
Jo.  3148,  Lot  Nos.  9j/>,  59  and  60),  Bayside,  Borough 
f  Queens. 

The  premises  involved  consist  of  a  plot  with  a  front- 
ge  on  Northern  boulevard  of  32  ft.  developed  with  a 
wo-story  and  cellar  building,  with  a  frontage  of  50 
t.  on  45th  road  on  which  there  is  a  lumber  shed  and 
wo-car  garage.  The  owner  uses  the  ground  floor 
f  _  the  Northern  boulevard  building  for  store  and 
ffice.  The  second  floor  for  residential  purposes  and 
ie  cellar,  recently  deepened,  as  a  woodworking  fac- 
>ry,  equipped  with  9  power-driven  woodworking  ma¬ 
rines.  While  somewhat  confined  as  to  space  (2,500 
1.  ft.  approximately)  the  equipment  is  sufficient  to 
d  considerable  work  and  certainly  is  not  intended  or 
sed  for  occasional  minor  changes  of  manufactured 
rticles,  such  as  doors  and  screens  carried  in  stock. 


This  building  extends  in  depth  for  66  ft.  and  the 
balance  of  the  plot  through  to  45th  road  is  covered 
by  a  frame  shed  weather  surfaced  on  sides  and  roof 
with  galvanized  steel  sheets.  It  has  the  usual  racks 
for  lumber,  doors,  sash,  etc.,  and  upon  inspection  by 
the  committee  on  October  29,  these  racks  were  well 
filled  with  dressed  lumber  and  wood  building  prod¬ 
ucts.  The  lot  line  windows  of  the  building  occupied 
by  others  next  adjoining  to  the  west  open  into  this 
lumber  shed.  Painting  of  wood  products  is  carried 
on.  A  cyclone  blower  is  installed  to  collect  shavings 
and  sawdust  from  machine  with  an  exhaust  opening 
above  the  roof.  Next  door  east  is  a  one-story  sales¬ 
room  and  garage  of  a  Ford  agency  which  uses  the 
rear  open  yard  through  to  45th  road  for  open  stor¬ 
age  of  cars. 

The  plan  violates  the  residence  use  district  provi¬ 
sions  and,  also,  the  business  use  district  provisions  as 
to  the  “saw  and  planing  mill”  prohibited  in  a  business 
district  under  section  4,  subdivision  31. 

No  permit  was  obtained  for  the  saw  and  planing 
mill  and  the  lumber  shed  was  constructed  under  a 
building  notice  which  was  approved  for  construction 
of  a  fence  which  was  extended  upwardly  beyond  the 
height  approved  and  the  roof  constructed  without  ap¬ 
proval.  As  soon  as  discovered  by  the  inspector,  viola¬ 
tions  were  immediately  placed  after  which  an  altera¬ 
tion  application  No.  261-36  was  filed  with  the  building 
commissioner  and  disapproved  as  contrary  to  law  and 
beyond  his  power  to  permit. 

This  is  an  appeal  under  sections  7(c)  and  21  for 
a  zoning  variance  and  a  variation  of  the  building  code 
to  permit  continuance  of  the  use  and  the  non-fireproof 
storage  building  in  the  residential  district. 

The  owners  of  residential  buildings  properly  object 
to  this  flagrant  violation  of  the  zoning  and  building 
code  requirements.  Unquestionably  this  use  has  seri¬ 
ously  affected  the  values  of  their  properties  and  in 
addition  it  is  a  serious  fire  menace  to  the  entire  neigh¬ 
borhood.  It  has  been  the  subject  of  an  investigation 
by  the  commissioner  of  accounts. 

It  has  been  proposed  by  the  owner  that,  if  permitted 
to  continue  his  mill,  he  will  remove  the  shed  and  ac¬ 
quire  lot  No.  8  to  the  west  on  Northern  boulevard 
next  but  one  to  his  present  building  and  attempt  to 
acquire  right  to  cross  the  rear  yard  of  lot  No.  9  to 
provide  access  thereto.  This  proposal  should  be  sub¬ 
mitted  in  the  regular  way  to  the  commissioner  of 
buildings,  but,  in  any  event,  it  would  not  solve  the 
illegal  continuance  of  the  planing  and  saw  mill. 

The  committee  recommends  that  the  appeal  be  be- 
nied. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman, 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

PATRICK  WALSH,  concurring. 

and 

Whereas,  this  report  recommended  the  denial  of  the  ap¬ 
plication  and  the  board  deemed  that  applicant  had  failed 
to  substantiate  the  basis  of  his  application  under  section 
7-c  and  21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  and  orders  of  the  commis¬ 
sioner  of  buildings  be  and  they  hereby  are  affirmed,  and 
that  the  application  be  and  it  hereby  is  denied. 


229-34-BZ. 

APPLICANT — Edgar  J.  Moeller,  for  John  McCluskey, 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
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the  erection  and  maintenance  of  repair  shop  for 
motor  vehicles  in  connection  with  automobile  sales 
building. 

PREMISES  AFFECTED— 531-535  East  Fordham  road, 
northeast  corner  of  Bathgate  avenue  (Block  No. 
3273,  Lot  Nos.  305  and  307),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant :  Edgar  J.  Moeller. 

ACTION  OF  BOARD — Application  reopened  and  time 


evten  rl  pH 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(229-34-BZ) 


Whereas,  this  application  affecting  premises  531-535 
East  Fordham  road,  northeast  corner  of  Bathgate  avenue 
(Block  No.  3273,  Lot  Nos.  305-307),  Borough  of  The 
Bronx,  was  granted  by  the  board,  October  16,  1934,  on  cer¬ 
tain  conditions,  amended  November  13,  1934,  and  Novem¬ 
ber  19,  1935,  and  applicant  requests  a  further  amendment 
as  to  time  limit  imposed. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  October 
16,  1934,  as  amended  by  resolution  on  November  13,  1934, 
and  November  19,  1935,  only  so  far  as  it  has  reference  to 
the  completion  of  work,  so  that  as  amended  this  portion 
of  resolution  shall  read : 

“that  in  view  of  statement  of  applicant  that  plans  have 
been  filed  and  approved  and  permits  obtained,  all  work 
shall  be  completed  within  one  year  from  the  date  of 
this  amended  action  and  that  other  than  as  amended 
herein  the  resolution  adopted  by  the  board  on  Oc¬ 
tober  16,  1934,  as  amended  by  resolution  on  November 
13,  1934,  shall  be  complied  with  in  all  respects.” 


937-27-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Violet  Danner- 
man  and  Francis  Kostuh,  owners. 

SUBJECT— Application  for  reopening — amendment  of 
resolution — re  application  (decision  of  the  super¬ 
intendent  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED  —  5338-5342  Kings  Highway, 
northwest  corner  of  Farragut  road  (Block  No. 
7948,  Lot  No.  22),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  . ’  ]  q 

Absent  . 0 


THE  RESOLUTION— 

(937-27-BZ) 

Whereas,  this  application  affecting  premises  5338-5342 
Kings  highway,  northwest  corner  of  Farragut  road  (Block 
No.  7948,  Lot  No.  22),  Borough  of  Brooklyn,  was  granted 
by  the  board,  May  29,  1928,  amended  July  14,  1936,  on  cer¬ 
tain  conditions,  and  owner  requested  an  amendment  of 
the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  May  29,  1928,  as 
amended  July  14,  1936,  by  adding  thereto:  “that  in  the 
event  the  owner  desires  to  reconstruct  the  accessory  build¬ 
ings  and  to  add  a  section  for  greasing  and  for  laundry, 
such  accessory  additions  may  be  constructed,  on  condition 
that  they  are  constructed  substantially  as  indicated  on  plans 
marked  “Received  July  14,  1936”  except  that  the  design 
op  the  facade  may  he  in  accordance  with  the  plan  marked 
"Received  October  29,  1936”  and  are  constructed  of  fire¬ 
proof  materials,  except  that  the  roof  beams,  roof  board¬ 
ing,  door  frames  and  doors,  window  frames  and  sash  may 
be  of  wood,  provided  the  ceilings  in  the  greasing  and  wash¬ 
ing  sections  are  fire-retarded  in  accordance  with  the  rules 
of  the  Board  of  Standards  and  Appeals;  that  the  front 
portion  of  the  greasing  section  shall  remain  open ;  that  in 
all  other  respects  the  resolution  adopted  by  the  board  on 
May  29,  1928,  shall  be  complied  with,  except  that  the  con¬ 
crete  curbs  required  to  be  constructed  on  the  building  line 
may  be  omitted  for  a  period  of  two  years  from  the  date 
of  this  action. 


203-33-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Borden’s  Farm 
Products  Company,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station  for  a  temporary  period. 

PREMISES  AFFECTED — 365-381  Fourth  avenue,  north¬ 
east  corner  of  6th  street  (Block  No.  987,  part  of 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  .  0 

Absent  . "  0 

THE  RESOLUTION— 

(203-33-BZ) 


Whereas,  this  application  affecting  premises  365-381 
Fourth  avenue,  northeast  corner  of  6th  street  (Block  No. 
987,  part  of  Lot  No.  1),  Borough  of  Brooklyn,  was  granted 
by  the  board,  July  16,  1935  on  certain  conditions,  resolu¬ 
tion  amended  October  8,  1935  and  applicant  requested  a 
further  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  16,  1935,  as  amended  October  8,  1935,  be  and  it  hereby 
is  amended,  so  that  as  amended,  the  resolution  will  read: 

Granted  under  section  21  of  the  building  zone  reso¬ 
lution,  for  a  period  of  ten  years  from  October  8,  1935, 
permitting  that  portion  of  the  plot  with  a  frontage  of 
150  ft.  on  Fourth  avenue,  as  indicated  on  revised  plans 
marked  ‘received  October  4,  1935,’  to  be  used  as  a 
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gasoline  selling  station,  on  condition  that  there  shall 
be  erected  along  the  street  line  of  Sixth  Street  a  brick 
•wall  not  less  than  six  feet  in  height  and  suitably  coped, 
as  indicated  on  plans;  that  this  wall  may  be  con¬ 
structed  four  feet  in  height  at  the  building  line  of 
Fourth  avenue  and  stepped  up  to  the  rate  of  one  foot 
in  four  to  the  6-ft.  height  within  a  distance  of  8  feet; 
that  the  existing  wire  fence  from  the  rear  of  the  plot 
to  Fourth  avenue  at  a  point  50  feet  southerly  from 
5th  street  may  be,  continued,  provided  it  is  maintained 
in  good  repair;  that  the  accessory  building  shall  be 
elected  along  the  rear  lot  line  as  indicated  on  revised 
plans;  that  along  the  rear  lot  line  where  not  covered 
by  accessory  buildings  there  shall  be  erected  an  extra 
heavy  woven  wire  fence  not  less  than  6  ft.  in  height ; 
that  the  accessory  building  shall  not  exceed  one-story 
in  height  and  shall  be  constructed  of  incombustible 
materials  except  that  the  roof  beams,  roof  boarding 
doors  and  door  frames,  window  frames  and  sash  may 
be  of  wood,  provided  the  ceilings  throughout  are  fire- 
retarded  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals;  that  there  shall  be  no  open 
excavation  under  any  accessory  building;  that  the 
greasing  shall  be  done  by  means  of  pneumatic  lifts ; 
that  the  entire  area  where  not  covered  by  accessory 
buildings  or  walls  shall  be  cement  paved ;  that  all  gaso¬ 
line  pumps  erected  shall  be  not  nearer  than  12  ft.  to 
the  street  line  of  Fourth  avenue;  that  there  shall  be 
erected  on  the  building  line  reinforced  concrete  curbs 
not  less  than  12  inches  in  width  and  not  less  than  5 
inches  in  height  with  rounded  top  with  not  over  three 
openings  therein  to  Fourth  avenue,  no  opening  to  ex¬ 
ceed  35  ft.  and  no  part  of  any  opening  to  be  nearer 
than  10  ft.  to  the  street  line  of  6th  street  nor  nearer 
than  5  ft.  to  the  side  line  of  the  plot  toward  5th  street; 
that  the  curb  cuts  opposite  these  openings  _  shall  not 
exceed  35  ft.  in  width ;  that  no  portable  gasoline  pumps 
shall  be  used  on,  or  from  the  property ;  that  no  auto¬ 
mobile  repairing  shall  be  permitted  on  the  premises  ; 
that  no  parking  of  cars  other  than  those  being  serviced 
shall  be  permitted  on  the  premises;  that  advertising 
shall  be  restricted  to  the  illuminated  globes  of  the 
gasoline  pumps  and  to  a  flat  sign  attached  to  the  ac¬ 
cessory  building,  prohibiting  all  roof  signs  and  signs 
of  a  temporary  nature,  but  permitting  one  post  stand¬ 
ard  to  be  erected  within  the  building  line  with  an 
illuminated  sign  overhanging  the  building  line  not 
more  than  8  ft.  advertising  only  the  brand  of  gaso¬ 
line  for  sale ;  that  legal  vent  pipes  venting  the  gaso¬ 
line  tanks  shall  be  installed,  as  indicated  on  revised 
plans,  on  the  wall  of  the  office  portion  of  the  accessory 
building;  that  all  permits  shall  be  obtained  within  six 
months  and  all  work  completed  within  one  year  from 
the  date  of  this  amended  resolution. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
40- 17- A. 

APPLICANT — Samuel  Rosenblum,  for  86th  Street  Ca¬ 
sino  Theatre,  Inc.,  lessee. 

SUBJECT — Request  for  reopening — amendment  —  re  Ap¬ 
peal  from  a  decision  of  the  commissioner  of  build¬ 
ings. 

PREMISES  AFFECTED— 209-215  East  85th  street  and 
210-214  East  86th  street  (Block  No.  1531,  Lot  No. 
40),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Samuel  Rosenblum  and  Albert 


Schieber. 

ACTION  OF  BOARD — Request  to  reopen,  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  .  0 


THE  RESOLUTION 

(40-17-A) 

Whereas,  this  appeal  affecting  premises  209-215  E.  85th 
street  and  210-214  E.  86th  street  (Block  No.  1531,  Lot  No. 
40),  Borough  of  Manhattan,  was  granted  by  the  board, 
January  25,  1917,  on  certain  conditions;  and 

Whereas,  present  owners,  through  their  representative, 
requested  a  reopening  of  the  case  and  an  amendment  of 
the  resolution ;  and 

Whereas,  the  application  was  laid  over  to  permit  an 
inspection  of  the  building  and  such  inspection  by  a  com¬ 
mittee  of  the  board  was  made;  and 

Whereas,  in  the  opinion  of  the  board  it  would  be  un¬ 
wise  to  grant  a  greater  occupancy  of  the  motion  picture 
theatre  without  compliance  with  article  25,  in  view  of  the 
86th  street  portion  of  the  building  being  of  non-fireproof 
construction  and  the  type  of  occupancy  of  the  building 
below  and  above  the  motion  picture  theatre  and  the  com¬ 
mon  use  of  exits. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 


23 1-36- A. 

APPLICANT — Leo  Sussman,  for  William  Belson,  lessee. 
SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 38-48  Livonia  avenue,  south¬ 
west  corner  of  Barret  street  (Block  No.  3581,  Lot 
Nos.  32  and  33),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Abraham  Brodsky. 

For  Opposition :  Jerome  Wanshel. 

For  Administration:  Assistant  Engineer  Benjamin 


Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  .  0 

THE  RESOLUTION 

(231-36-A) 


Whereas,  Leo  Sussman,  applicant  for  William  Belson, 
lessee,  filed  on  July  24,  1936,  an  appeal  from  the  decision 
of  the  commissioner  of  buildings,  affecting  premises  38-48 
Livonia  avenue,  southwest  corner  of  Barret  street  (Block 
No.  3581,  Lot  Nos.  32  and  33),  Borough  of  Brooklyn;  and 
Whekeas,  the  decision  of  the  commissioner  of  buildings, 
dated  June  26,  1936,  reads  as  follows: 

“Please  take  notice  that  Letter  Permit  No.  271/34 
and  Curb  Cut  Permit  No.  A-23932  are  hereby  cancelled 
and  revoked,  effective  at  once  and  you  are  directed 
to  discontinue  present  use  of  premises  until  a  Cer¬ 
tificate  of  Occupancy  therefore  has  been  obtained. 

Please  take  further  notice  that  you  are  required  to 
restore  the  curb  within  ten  (10)  days  from  date  and, 
if  this  order  is  not  complied  with,  this  department  will 
proceed  to  have  the  curb  restored  and  will  charge  you 
therefore  in  accordance  with  the  law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
fronting  100  ft.  on  Livonia  avenue  with  a  depth  of  100  ft. 
on  Barret  street,  upon  which  it  is  proposed  to  conduct  a 
parking  lot  for  more  than  five  (5)  motor  vehicles;  and 
Whereas,  the  applicant  contends  “that  the  commissioner 
of  buildings  has  no  jurisdiction  to  revoke  curb  cut  permits; 
that  the  commissioner  of  buildings  has  no  jurisdiction  to 
revoke  letter  permits;  that  the  letter  permit  is  a  certificate 
of  occupancy  and  may  only  be  revoked  by  the  Board  of 
Standards  and  Appeals;  that  in  the  application  for  the 
curb  cut  permit  no  statement  was  made  as  to  how  many 
cars  were  to  be  parked  upon  the  lot  in  question ;  that  under 
the  case  of  Monument  Garage  Corp.  vs.  Levy,  266  N.  Y. 
339,  the  conduct  of  the  business  of  the  applicant  is  a  legal 
one ;  that  this  point  is  recognized  by  the  resolution  of  the 
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Boa^l  of  Estimate  and  Apportionment  dated  Tune  28th 
1935  ;  and  ’ 

Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  report  of  which  inspection  was 
made  verbally  by  the  chairman  in  behalf  of  the  committee 
indicating  an  illegal  occupancy;  and 
Whereas,  the  board  deemed  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section  7 
subdivision  H  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build- 
mgs  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 

291-36- A. 

APPLICANT— Flatbush  Y.  M.  C.  A.,  for  Brooklyn  and 
Queens  Y.  M.  C.  A.,  owner. 

BCBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

1  REMISES  AFFECTED — 112  East  21st  street,  west  side, 
171  ft.  south  of  Caton  avenue  (Block  No.  5081, 
Lot  No.  15),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  H.  C.  Strachan. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings 
ACTION  OF  BOARD-Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  . . .  q 

THE  RESOLUTION— 

(29 1-36- A) 

Whereas,  the  Flatbush  Y.  M.  C.  A.,  applicant,  on  behalf 
of  Brooklyn  and  Queens  Y.  M.  C.  A.,  owner,  filed  on  Sep¬ 
tember  28  1936,  an  appeal  from  a  decision  of  the  commis¬ 
sioner  of  buddings,  affecting  premises  112  East  21st  street, 

de’  171  ft'  south  of  Caton  avenue  (Block  No.  5081 
Lot  No.  15),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  o?  buildings 

^  Na  15°61-1936,  dated  Septet 

her  25,^  1936,  reads  as  follows: 

I  roposed  sign  in  a  residential  district  is  contrary 
to  article  2,  secton  3  of  the  zone  resolution;  applica¬ 
tion  is  denied.”  ^ 

ft^nTS;ih!  Premises. consist  of  a  plot  fronting  200 
ft.  on  East  21st  street  by  100  ft.  in  depth,  located  in  a 

USe  dlstnct’  “pon  whlch  was  erected  approxi- 
ag°  a.frame  building  63  ft.  front  by  65 

ublYeM’rAeVt0MieS’  4dft  in  heiSht.  occupied  as  a 
issued ^and  C'  A)‘  N°  certlficate  of  occupancy  has  been 

Whereas  it  is  the  applicant’s  contention  that  the  pro- 
fses  15  a  -  usual  accessory”  to  the  use  of  the  prem- 

WtTpoI  h  ,S  permi.tted  ln  a  residential  zone ;  and 

tinnVhv  ,  he-?  pre™ises  were  the  subject  of  an  inspec- 
lon  by  a  committee  of  the  board,  report  of  which  inspec¬ 
ts  was  read  at  this  hearing  and  which  report  folbws 

Cal.  No.  £F-36°AT  °F  C0MMITTEE- 
Premises;  112  East  21st  street,  west  side  171  ft  south 

O^FaoTBToonk!y„(  'OCk  N°-  5081’  L0t  N0'  I5>. 

appllcation  calls  for  a  review  of  the  decision 
permit  toer^an”  HH  W  bas  d™«d 


and 


the  proposed  sign  and  the  premises  on  East  21st  street 
such  a  sign  is  not  appropriate  in  a  residential  zone  and 
s  not  a  usual  accessory  permitted  under  article  II  sec- 
the  zonmg  resolution  even  for  a  permitted 
philanthropic  institution  such  as  a  Y.  M.  C.  A.  which 

it  fnPeiulltte.diUSe'r  ^°me  sign  should  be  permitted  but 
it  should  not  be  of  the  illuminated  type  nor  so  placed 

ance  SUC 1  a  S1Ze  aS  to  present  a  commercial  appear- 

1  he  committee  recommends  that  the  appeal  be  de- 
in^s  affirmed  deC1S10n  of  the  commissioner  of  build- 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM, 

PATRICK  WALSH,  Committee, 

concurring. 


Whereas  this  report  recommended  the  denial  of  this 
nTbe  permitted03’^  deenKd  ‘ha'  the  proposed  si ^nuld 

of  the  commissioner  of  build- 
and  h  hereby  il Si  ^  ,hat  *he  apPKd  be 


nermit  -,i  •  uuuuings.  wtio  has  denied  a 

permit  to  erect  an  illuminated  sign  upon  a  post  stand- 

o  tKued  ,0  be  "ected  on  ‘b' building  Itoe  in  front 
ot  the  old  mansion,  formerly  the  Union  League  Cinh 

3v5«  Y*2LC 

e?»a„hde^^^ 

was  formerly  used  in  another  location  '  S,g" 

n  the  opinion  of  the  committee  which  has  inspected 


292-36-A. 

SHRTPrmNI~Harry  Kauder,  lessee, 
o  uisj  ECT  A.ppeal  from  an  order  and  decision  of  the 

DDcuTP?-nmissloner  °f  buildings. 

PREMISES  AFFECTED  282-296  Chester  street  north  of 
umont  avenue  and  251-279  Bristol  street  (Block 
No.  3559,  Lot  Nos.  39,  40,  41,  42  43  44  and  4D 
.  DT3r,  A  Borough  of  BrookJyn.  ’  ’  d  45)’ 

APPEARANCES— 

For  Applicant:  Abraham  Brodsky, 
hor  Opposition :  Jerome  Wanshel. 

For  Administration;  Assistant  Engineer  Benjamin 
A  FTTH  W  nw a^^n.a"’  DePartment  of  Buildings. 

Affirmative  . 

NegSav^  Cha,irTT,an  burdock,'  Commissioners 
Absent  S  and  B  Um  and  Assistant  Chief  Ross  4 

THE  RESOLUTION 

(292-36-A) 

daRdHWSilthi9^rrer  °f  %  commissioner  of  buildings 
follows"  1936  (z°mng  violation  No.  3403-36)  reads  as 

Iatii°nfW/hlPl!f,-Me-  take  rtlce  that  theFe  exists  a  vio- 

described  in  that  co^e  at  tke  premises  hereinafter 
“  f  ;e(1,  m  l,hat  occupying  premises  for  the  parking 
and  storage  of  autos  without  certificate  of  occunanrv 

andVrt  artt? Cnt^  I"  /Ration  of  Art.  5,  Sec.  22 
Y  '  ’  Sec-. 2  and  3  of  the  zoning  resolution 
You  are  required  to  secure  a  certificate  of  occu¬ 
pancy  from  this  department.”  ru,lcaie  ox  occu 
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apgSEAaS„'dtse°ertr  332^55", SF  3"* 

clJde  IKci^onTf  S'"  ame,!de.d  his  application  to  in- 
ae  the  decision  of  the  commissioner  of  buildings  dated 
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November  9,  1936,  rendered  in  acting  on  Application  No. 
17849  of  1936,  a  request  for  a  certificate  of  occupancy  and 
reading : 

“State  if  automobiles  to  be  parked  will  exceed  5 
in  number.  If  so,  then  application  will  be  denied  as 
contrary  to  Art.  II,  §  4a  (15)  of  the  building  zone 
resolution” ; 

and 

Whereas,  the  applicant  contends  that  the  administrative 
official  in  deciding  that  the  applicant  violated  Article  5, 
Section  22  and  Article  2,  Sections  2  and  3  of  the  zoning 
law  has  committed  an  error  of  law  and  fact;  that  for  15 
years  prior  to  the  time  applicant  began  the  present  use 
(December  1,  1935)  the  owner  of  the  building  had  been 
using  the  building  for  similar  purposes;  that  upon  infor¬ 
mation  and  belief  more  than  5  cars  had  been  stored  on 
the  lot  in  question  at  all  times,  assuring  the  occupancy  of 
the  premises  by  the  owner  as  a  lumber  business ;  it  is 
proposed  to  maintain  the  lot  for  parking  and  storage  of 
automobiles  and  applicant  claims  that  such  use  should  be 
permitted  as  a  matter  of  law.  Curb  cuts  have  been  ob¬ 
tained  and  applicant  further  contends  that  the  order  of  the 
building  department  violates  his  constitutional  rights ;  and 
Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  report  of  which  inspection  was 
made  verbally  by  the  chairman  in  behalf  of  the  commit¬ 
tee,  indicating  that  illegal  uses  existed,  no  certificate  of 
occupancy  having  been  issued ;  and 
Whereas,  it  appears  that  no  curb  cut  permit  has  been 
issued  for  this  use,  as  curb  cuts  existed  for  prior  uses ; 
that  no  permits  have  been  issued  for  this  occupancy;  and 
Whereas,  it  appears  that  the  parking  and  storage  occu¬ 
pancy  started  Dec.  1,  1935,  after  the  amendment  to  the 
building  zone  resolution  of  June  28,  1935;  and 
Whereas,  an  application  for  a  certificate  of  occupancy 
has  been  refused  by  the  commissioner  of  buildings  and  the 
refusal  made  part  of  this  appeal ;  and 
Whereas,  the  board  deemed  that  the  commissioner  of 
buildings  was  justified  in  refusing  the  certificate  of  oc¬ 
cupancy. 

Resolved,  that  the  order  and  the  decision  of  the  commis¬ 
sioner  of  buildings,  dated  June  11,  1936  and  Nov.  9,  1936, 
be  and  they  hereby  are  affirmed  and  the  appeal  be  and  it 
hereby  is  denied. 


322-36- A.- 

APPLICANT — Morris  Rothstein  &  Son,  for  Lillian 
Weitz,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 36  Forsyth  street,  east  side,  50 
ft.  north  of  Canal  street  (Block  No.  301,  Lot  No. 
3),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Benjamin  Goldring  and  Arnold 
Rothstein. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief  Ross  4 
Absent  .  0 

THE  RESOLUTION— 

(322-36-A) 

Whereas,  Morris  Rothstein  &  Son,  for  Lillian  Weitz, 
owner,  filed  on  October  29,  1936,  an  appeal  from  a  decision 
of  the  commissioner  of  buildings  affecting  premises  36 
Forsyth  street,  east  side,  50  ft.  north  of  Canal  street 
(Block  No.  301,  Lot  No.  3),  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  on  Alt.  App.  No.  3009-1936,  dated  October  6,  1936, 
reads : 

“1.  Shafts  or  courts  as  shown  altered  are  new  and 
are  in  violation  of  section  212  of  the  multiple  dwelling 
law,  and  all  rooms  and  halls  having  windows  opening 


thereon  for  lighting  and  ventilation  are  unlawful. 

2.  Proposed  alteration  is  contrary  to  sections  8, 
212  and  222  of  the  multiple  dwelling  law.  Building 
should  comply  with  a  building  hereafter  erected.” 

and 

Whereas,  the  premises  consist  of  an  old-law  tenement 
house  with  store  on  the  first  story.  The  building  in  ques¬ 
tion  is  25  ft.  by  88  ft.  10  in.  in  area,  five  stories  (55  ft.) 
in  height,  located  on  a  lot  25  ft.  front  by  100  ft.  5  in.  in 
depth  and  is  of  ordinary  brick  construction ;  the  building 
is  occupied  as  follows:  Cellar — storage;  1st  floor — store; 
2nd  to  5th  floors,  inc.,  4  families  per  floor;  and 

Whereas,  it  is  proposed  to  remove  the  offsets  in  the 
courts,  relocate  the  stairway  and  reduce  the  number  of 
rooms  per  floor  from  14  to  9;  and 

Whereas,  the  applicant  contends  that  section  213,  para¬ 
graph  1  of  the  multiple  dwelling  law,  reads  in  part  as 
follows : 

“*  *  *  No  existing  tenement  house  shall  be  altered 
or  its  lot  diminished  nor  any  room  or  public  hall  or 
stair  have  its  light  or  ventilation  diminished  in  any 
way  not  approved  by  the  department  charged  with 
the  enforcement  of  this  chapter.” 

and 

Whereas,  the  applicant  contends  that  this  section  em¬ 
powers  the  commissioner  of  buildings  to  accept  changes 
in  existing  courts ;  that  the  offsets  in  courts  which  it  is 
proposed  to  remove  have  at  present  no  windows  opening 
on  same  except  watercloset  windows ;  that  of  the  five  rooms 
which  it  is  proposed  to  open  on  courts  only  one  room  per 
floor  is  a  bedroom,  whereas  at  the  present  time  there  are 
6  bedrooms  opening  on  the  courts,  that,  furthermore,  the 
new  bedroom  will  have  its  window  area  increased  from 
about  15  sq.  ft.  to  30  sq.  ft. ;  that  the  width  of  the  court 
in  front  of  this  window  is  in  no  way  diminished  and  that 
the  area  of  the  court  will  be  80  sq.  ft.,  or  4  times  the 
area  required  by  section  213  of  the  multiple  dwelling  law; 
and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  on  November  9,  1936; 
and 

Whereas,  it  is  the  opinion  of  the  Board  of  Standards 
and  Appeals  that  neither  the  commissioner  of  buildings 
nor  the  board  of  buildings,  nor  the  Board  of  Standards 
and  Appeals  has  any  power  under  chapter  764  of  the  laws 
of  1933  or  any  other  law  to  vary  the  requirements  of  the 
multiple  dwelling  law  respecting  the  proposed  conversion 
or  any  other  requirements  of  said  law  except  as  expressly 
authorized  thereby ;  and 

Whereas,  the  interpretation  requested  would  be  tanta¬ 
mount  to  varying  the  multiple  dwelling  law. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


337-35-A. 

APPLICANT — Otto  J.  Sambach,  for  Great  Eastern  Coal 
Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening — restoration  to  the 
calendar,  having  been  previously  withdrawn — re 
appeal  from  an  order  of  the  fire  commissioner. 

PREMISES  AFFECTED— 1739-1751  Hart  place,  south 
side,  287  ft.  7)4  in.  west  of  Cropsey  avenue  (Block 
No.  6993,  Lot  No.  20  and  Block  No.  6994,  Lot  No. 
27),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Otto  J.  Sambach. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  reopened  and  granted  on 
condition. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Ross  .  4 
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Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(337-35-A) 


Whereas,  Otto  J.  Sambach,  for  Great  Eastern  Coal  Co., 
Inc.,  owner,  filed  November  15,  1935,  an  appeal  from  an 
order  of  the  fire  commissioner,  affecting  premises  1739- 
1751  Hart  place,  south  side,  287  ft.  7j4  in.  west  of  Crop- 
sey  avenue  (Block  No.  6993,  Lot  20,  and  Block  6994,  Lot 
No.  27),  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  30,  1935,  re  Order  No.  66979-LC,  reads : 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises  used  for  storage  of  fuel  oil  shows  that 
the  following  must  be  done  before  the  permit  re¬ 
quested  by  you  can  be  issued. 

No.  2.  Remove  all  oil  from  two  (2)  4500  gallon 
vertical  tanks  nearest  dock;  discontinue  the  further 
storage  of  oil  in  said  tanks ;  close  and  seal  inlet  of  said 
tanks  for  the  reason  that  tanks  were  installed  without 
plans  being  approved  and  installation  of  said  tanks 
made  without  test  and  supervision  of  the  fire  depart¬ 
ment. 

Please  notify  this  department  promptly  when  this 
order  has  been  complied  with.  It  is  unlawful  for  you 
to  store  oil  without  a  permit.” 

and 

Whereas,  the  premises  consist  of  an  office,  scales,  four 
(4)  reinforced  concrete  coal  silos,  twelve  large  steel  tanks 
of  various  capacities  and  pump  house ;  bounded  on  the 
northwest  and  southwest  by  Coney  Island  Creek  100  ft 
by  142  ft.  10  in.  in  area ;  OCCUPIED :  as  an  oil’  storage 
plant,  located  within  an  unrestricted  district ;  and 

Whereas,  this  appeal  was  withdrawn  January  14  1936  • 
and 

Whereas,  applicant  requested  a  reopening  of  the  case 
stating  that  a  foamite  system  had  been  installed;  and 

Whereas,  this  case  was  reopened  by  vote  of  the  board- 
and  ’ 

Whereas,  from  report  of  Division  of  Combustibles 
.hire  Department,  Brooklyn,  the  two  tanks  in  question 
were  tested  for  two  minutes,  35  lb.  pressure,  as  well  as 
piping  thereto,  and  found  to  be  O.  K. 

^e  order  of  the  fire  commissioner  No. 

j-l  t  and  it;  heret)y  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  to  permit  the  use  of  two  (2)  ex- 
lsting  4500-gallon  vertical  storage  tanks,  located  adjacent 
to  the  bulkhead,  as  indicated  on  plans  filed  with  this  ap¬ 
peal  marked  “Received  November  15,  1935”  on  condition 
that  these  tanks  shall  be  used  for  storage  of  fuel  oil  only 
and  shall  be  subject  to  and  fulfill  the  requirements  of  the 
Oil  Burner  Rules  (Rule  10,  Section  3),  prescribing  the 
test  requirements ;  and  that  all  other  oil  storage  equipment 
shall  comply  with  Oil  Burner  Rules  of  the  Board  of 
standards  and  Appeals. 


1247-21-A. 

APPLICANT— John  A.  Hawthorne,  for  National  Lead 
Company,  owner. 

SUBJECT— Application  for  reopening— amendment  —  re 
Appeal  from  an  order  and  a  decision  of  the  com- 
missioner  of  buildings. 

PREMISES  AFFECTED— Avenue  V  and  Mill  Basin  and 
Jamaica  Bay  (Block  No.  8470,  Lot  No.  1091)  Bor¬ 
ough  of  Brooklyn. 


APPEARANCES— 

.  Applicant:  John  A.  Hawthorne. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  ^ 

Negative  .  q 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  a 

Negative  . 0 

Absent  .  '  . 

the  resolution— 

(1247-21-A) 

Whereas,  this  appeal  affecting  premises  east  side  of 
Avenue  V  and  Ralph  avenue,  Mill  Basin,  otherwise  known 
as  east  side  of  Mill  Basin  between  Avenue  V  and  Kemble 
avenue  (Block  No.  8470,  Lot  No.  1091),  Borough  of 
Brooklyn,  was  granted  by  the  board  December  13,  1921  on 
certain  conditions  and  owner  requested  an  amendment  of 
this  resolution;  and 

mW97^!’  tJhe  °ri£ina!  OTier  of  the  fire  commissioner, 
No.  27105-F,  dated  October  7,  1921,  reads: 

“Building  No.  3. 

1.  Install  a  standpipe  system  with  riser  4  in.  in  di¬ 
ameter  *  *  *.” 

and 

Whereas,  the  occupancy  of  the  building  has  been 
f  aiT  an  orfier  issued  by  the  commissioner  of 

buildings  dated  August  14,  1936,  Order  No.  11793-LF 
reading : 

1.  Install  an  approved  standpipe  system  in  accord¬ 
ance  with  rules  of  Board  of  Standards  and  Appeals, 
section  580-1,  chapter  5,  code  of  ordinances  99 

and 


Whereas,  this  appeal  was  reopened  by  vote  of  the  board. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  December  13,  1921,  so  that 
as  amended  it  will  read : 

Resolved,  that  the  order  of  the  commissioner  of 
buildings,  No.  11793LF,  and  the  original  order  of  the 
fire  commissioner,  No.  27105F,  be  and  they  hereby  are 
modified  waiving  the  requirements  as  to  standpipe 
system  to  comply  with  the  rules  of  the  Board  of 
Standards  and  Appeals,  on  condition  that  the  exist- 
mg  2-in.  standpipe  system  installed  in  the  buildings, 
fed  from  street  pressure,  shall  be  kept  in  good  work¬ 
ing  condition  satisfactory  to  the  commissioner  and 
that  such  hose  shall  be  attached  to  the  outlets  as  the 
commissioner  shall  direct;  that  the  type  of  occupancy 
shall  not  be  deemed  extra-hazardous  and  that  the 
building  shall  not  be  increased  in  height  or  area  and 
that  such  additional  portable  fire-fighting  appliances 
shall  be  kept  installed  as  the  commissioner  shall  di¬ 
rect.” 


VARIATIONS  OF  LABOR  LAW 

1 90-36- S. 

APPLICANT — Kings  Hamburger,  Inc.,  lessee. 

SUBJECT  Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 

PREMISES  AFFECTED — 683  Third  avenue,  east  side, 
20.5  ft.  north  of  East  43rd  street  (Block  No.  1317, 

A  „„„  Lot  No-  2).  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Irving  Rodin. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P .M.  so  that  board  can  obtain  reply  from 
commissioner  of  buildings. 
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193-36-S. 

APPLICANT — Frank  Ragone  for  D.  Fox,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 

PREMISES  AFFECTED — 2101  Second  avenue,  west  side, 
75  ft.  north  of  East  108th  street  (Block  No.  1658, 
Lot  No.  24),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  A.  Zembock. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936, 
at  2  P.M.  on  request  of  applicant’s  representative. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
237-36-SA. 

SUBJECT — Heat-Pak  Oil  Burner,  Models  35  and  Com¬ 
pact — Approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


317-36-SA. 

APPLICANT — H.  B.  Dempsey  Furnace  Company,  owner. 
SUBJECT — Dempsey  Industrial  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


320-36-SA. 

APPLICANT — Preferred  Utilities  Co.,  Inc.,  owner. 
SUBJECT — Preferred  Syphon  Breaker,  Type  T,  approval 
of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


324-36-SA. 

APPLICANT — New  York  Thermal  Corp.,  owner. 
SUBJECT — Thermoil  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


208-35-SA. 

APPLICANT — Geo.  T.  Bloom,  agent  for  The  Johnston  & 
Jennings  Company  (Oceco  Division),  owner. 

SUBJECT — Oceco  Rotary  Pump  for  Petroleum  Products, 
approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack 
of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(208-35-SA) 

Whereas,  this  application  was  filed  August  1,  1935,  with 
the  Board  of  Standards  and  Appeals  by  The  Johnson  and 
Jennings  Company  (Oceco  Division),  owner,  for  the  ap¬ 
proval  of  their  device  known  as  the  Oceco  Rotary  Pump 
for  Petroleum  Products ;  and 


Whereas,  the  applicant  has  failed  to  provide  a  location 
where  this  appliance  could  be  tested,  though  duly  notified 
to  do  so. 

Resolved,  that  this  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


112-36-SA. 

APPLICANT — David  Kaufman  for  Perfect  Burner  Co., 
Inc.,  owner. 

SUBJECT — Perfect  Automatic  Oil  Burner  (Gun  Type), 
Model  A-l — Application  for  reopening — considera¬ 
tion  of  additional  name. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  . . .  4 

Negative  .  o 

Absent  .  o 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Ross  .  4 

Negative  . 0 

Absent  . ”  ”  g 

THE  RESOLUTION— 

(112-36-SA) 


Whereas,  Harold  A.  Cobb,  agent  for  Perfect  Burner 
Co.  Inc.  owner,  filed  April  27,  1936,  an  application  with 
the  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Perfect  Automatic  Oil  Burner  (Gun 
type)  Model  A-l ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Bureau  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Bureau  of 
Combustibles  was  substantially  as  follows : 

The  burner  examined  was  a  Model  A-l.  This  burner 
is  of  the  mechanical  draft,  pressure  atomizing  gun 
type,  and  consists  of  the  following  assembly:  Ohio  1/6 
HP.  Motor;  Webster  Fuel  Unit  consisting  of  pump, 
strainer  and  regulation  fan;  Sirocco  type  fan  and 
Monarch  Nozzle. 

Ignition — electric.  Webster  transformer  used. 

Controls— Minneapolis  Protecto-relay  No.  117-3  and 
Minneapolis-Honeywell  Pressuretrol  Model  L-404. 

With  the  oil  supply  shut  off,  the  burner  was  oper¬ 
ated  and  the  controls  shut  down  the  burner  in  58  and 
61  seconds  respectively.  The  burner  was  then  put  into 
normal  operation  for  approximately  45  minutes  and 
the  controls  functioned  as  designed.  During  the 
period  of  test  there  were  no  flarebacks  and  flame  was 
clean  and  free  of  smoke.  Examination  of  the  combus¬ 
tion  chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Perfect  Automatic  Oil  Burner  Model 
A-l,  be  approved  for  domestic  and  commercial  use 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals; 

and 

W^hereas,  the  device  was  approved  by  the  board  June 
23,  1936,  and  owner  through  his  representative,  David 
Kaufman,  requested  permission  to  market  the  device  as  the 
Acme  Automatic  Oil  Burner  (Gun  Type),  Model  A-l. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
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hereby  approve  the  device  known  as  Perfect  Automatic 
Oil  Burner  (Gun  type)  Model  A-l,  for  domestic  and  com¬ 
mercial  installations,  when  installed  in  accordance  with  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Appeals, 
for  use  with  fuel  oil  not  heavier  than  No.  3  U.  S.  De¬ 
partment  of  Commerce  Standards,  and  that  this  burner 
may  also  be  marketed  under  the  name  of  “Acme  Auto¬ 
matic  Oil  Burner  (Gun  type)  Model  A-l,”  on  condition 
that  under  whichever  name  marketed  there  shall  be  per¬ 
manently  attached  to  each  burner  installed  a  label  reading: 


NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  112-36-SA. 

Adjourned,  4:20  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  October  20,  1936,  as  they  ap¬ 
peared  in  Bulletin  No.  43,  Vol.  21,  are  hereby  corrected  to 
read  as  follows : 

218-36-A. 

APPLICANT — Charles  Schneiweiss,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED  —  979-989  Clarkson  avenue, 
northeast  corner  of  Remsen  avenue  (Block  No. 
4626,  part  of  Lot  No.  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Milton  Fuchs. 

For  Opposition:  Jerome  N.  Wanshel. 

For  Administration — Paul  Friedman,  Secretary, 
Department  of  Buildings. 


ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 


THE  RESOLUTION— 

(218-36-A) 

Whereas,  Charles  Schneiweiss,  applicant  and  lessee, 
filed  on  July  9,  1936,  an  appeal  from  an  order  of  the 
commissioner  of  buildings,  affecting  premises  979-989 
Clarkson  avenue,  northeast  corner  of  Remsen  avenue 
(Block  No.  4626,  part  of  Lot  No.  37),  Borough  of  Brook¬ 
lyn;  and 

Whereas,  the  order  of  the  commissioner  of  buildings 
Borough  of  Brooklyn,  dated  June  11,  1936,  reads  as  fol¬ 
lows  : 

“Please  take  notice  that  letter  permit  No.  104-35 
and  curb  cut  permit  No.  A-25866  are  herewith  revoked 
and  canceled  and  you  are  ordered  to  discontinue  the 


^Correction— Vote  transposed  in  digest  to  read :  affirma¬ 
tive,  0;  negative,  4. 


use  of  the  premises  for  the  parking  or  storage  of 
cars  until  a  certificate  of  occupancy  has  been  ob¬ 
tained.  Please  take  further  notice  that  unless  the  curb 
is  restored  within  ten  (10)  days  from  date,  this  de¬ 
partment  will  proceed  to  obtain  restoration  and  to 
charge  you  therefor  in  accordance  with  the  law  in 
such  cases  provided.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  lo¬ 
cated  on  the  northeast  corner  of  Clarkson  and  Remsen 
avenues,  running  150  ft.  on  Remsen  avenue  and  100  ft.  on 
Clarkson  avenue,  occupied  for  open  air  parking  and  stor¬ 
age  of  more  than  five  motor  vehicles;  and 

Whereas,  letter  permit  No.  104-35  was  issued  permitting 
day  parking  from  8  a.m.  to  1  a.m.  for  more  than  five 
motor  vehicles  and  night  parking  for  five  motor  vehicles 
only  in  the  business  use  district;  and 

W  hereas,  the  curb  cut  permit  No.  A-25866  was  issued 
on  May  18,  1935,  permitting  the  lowering  of  one  10  ft. 
curb  and  the  construction  of  the  driveway;  and 

k  ^1^IEREA^>  complaint  was  made  to  the  commissioner  of 
buildings  that  the  applicant  was  violating  the  terms  and 
contents  of  the  letter  permit  and  the  curb  cut  permit  and 
the  provisions  of  the  building  zone  resolution ;  and 

Whereas,  the  applicant  contends  that  the  commissioner 
of  buildings  is  without  jurisdiction  to  revoke  letter  per¬ 
mits  or  curb  cut  permits ;  that  in  the  application  for  curb 
cut  permit  no  statement  was  made  as  to  the  number  of 
that  were  to  be  parked  on  the  lot  in  question;  that 
the  business  of  the  applicant  as  requested  is  recognized 
in  the  case  of  Monument  Garage  vs.  Levy,  266  N.  Y.  page 
39;  that  section  184  of  the  code  of  ordinances  covers  the 
revocation  of  the  curb  cut  permits ;  and 

Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  report  of  which  inspection  was 
made  verbally  by  the  chairman  in  behalf  of  the  committee 
indicating  an  illegal  occupancy;  and 

Whereas,  the  board  deemed  the  remedy  is  open  for  an 
appeal  to  this  board  for  a  zoning  variance  under  section  7, 
subdivision  H  of  the  building  zone  resolution. 

Resolved  that  the  order  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  tenement  House  Department  on  Fire  Retarding,  Fire 
(rscaPfs-  .£inr  Stairs  and  Fire  Towers  are  now  on  sale  at 
st r-rbu lrron  Di visi on  o f  the  City  Record  Office,  Room 
3213,  Municipal  Budding,  Manhattan.  Price  10c ;  by  mail  12c. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c 
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CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
id  Appeals  held  Tuesday  afternoon,  October  27,  1936,  as 
ley  appeared  in  Bulletin  No.  44,  Vol.  XXI,  are  hereby 
irrected  to  read  as  follows : 

’6-36-A. 

PPLICANT — George  G.  Lake,  for  Frank  Licato,  neigh¬ 
boring  property  owner. 

WNER  OF  PREMISES  UNDER  APPEAL:  M.  S.  P. 
Estates,  Inc. 

OBJECT- — Appeal  from  decision  of  the  commissioner  of 
buildings  and  decision  of  the  board  of  buildings — 
revocation  of  permit. 

REMISES  AFFECTED — 94  Bowery,  west  side,  SO  ft.  8 
in.  north  of  Hester  street  (Block  No.  239,  Lot  No. 
36),  Borough  of  Manhattan. 

PPEARANCES — 

For  Applicant :  George  G.  Lake,  Henry  Alexander. 
For  Opposition :  Charles  A.  Cohen. 

CTION  OF  BOARD — Appeal  to  revoke  permit  granted 
HE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


HE  RESOLUTION— 

(276-36-A) 

Whereas,  George  G.  Lake,  on  behalf  of  Frank  Licato, 
i  adjoining  owner,  filed  September  16,  1936,  an  appeal 
om  a  decision  of  the  commissioner  of  buildings  and  a 
vision  of  the  board  of  buildings,  affecting  premises  94 
owery,  west  side,  50  ft.  8  in.  north  of  Hester  street 
Block  No.  239,  Lot  No.  36),  Borough  of  Manhattan;  and 
'Whereas,  the  amendment  made  June  22,  1936  to  Alt. 
pplic.  No.  3346-1935,  items  6  and  9,  reads  as  follows: 

“6.  Request  reconsideration  of  this  objection  inas¬ 
much  as  there  is  no  fire  escape  at  rear  of  building  and 
roof  of  store  extension  covering  the  entire  yard  will 
be  fireproof  construction.” 

“9.  Respectfully  request  reconsideration  of  this  ob¬ 
jection  as  beds  will  be  enclosed  with  6  ft.  6  in.  high 
dwarf  screens  (cubicles).” 

d 

Whereas,  objections  on  Alt.  Applic.  No.  3346-1935,  dis¬ 
proved  December  20,  1935,  Nos.  6  and  9,  read  as  follows : 
“6.  Fireproof  passage  from  street  to  yard  is  re¬ 
quired,  section  26-31  M.D.  law.” 

“9.  Cubicles  do  not  conform  to  room  sizes  as  re¬ 
quired  under  section  31.” 

d  1  |  I  :l 

Whereas,  the  decision  of  the  board  of  buildings,  dated 
igust  20,  1936,  Appeal  No.  190-36,  sustained  the  approval 
July  8,  1936  given  by  the  commissioner  of  buildings  to 
i  reconsideration  of  objections  6  and  9,  as  noted  above, 
ids  as  follows : 

“A-190/36  August  20,  1936 

BOARD  OF  BUILDINGS 
APPLICATION  FOR  REVOCATION  OF  AP¬ 
PROVAL  OF  PLANS  AND  ISSUANCE 
OF  PERMIT  IN  RELATION  TO 
ALTERATION  3346/35 

APPELLANT — George  G.  Lake,  7  East  42nd  street, 
New  York  City. 

SUBJECT — Application  for  revocation  of  approval  of 
plans  and  issuance  of  permit  in  relation  to 
Alt.  3346/35. 


Correction — Words  ‘an  inspection’  omitted  in  line  216  of 
olution  and  words  ‘a  report’  substituted,  words  ‘report 
and  word  ‘inspection’  omitted  in  line  217  and  word 
?ort’  substituted. 


PREMISES  AFFECTED — 94  Bowery,  Borough  of 
Manhattan,  Alt.  3346/35. 

APPEARANCES — George  Lake. 

ACTION  OF  THE  BOARD — Application  for  revoca¬ 
tion  denied. 

THE  VOTE  TO  DENY — Affirmative: 

Chairman  Fassler,  Commissioners  Lang¬ 
worthy  and  Reville ;  Mr.  Ripperger,  repre¬ 
senting  Commissioner  Keller .  4 

Negative  .  n 

THE  RESOLUTION— 

Whereas,  on  August  14,  1936,  George  G.  Lake,  on 
behalf  of  Frank  Licato,  the  owner  in  fee  of  premises 
125  Bowery,  Borough  of  Manhattan,  filed  an  appeal 
for  revocation  of  approval  of  plans  and  issuance  of 
permit  in  relation  to  Alteration  3346-35  on  premises ; 
94  Bowery,  Borough  of  Manhattan;  and 

Whereas,  this  appeal  was  taken  by  a  member  of 
the  Lodging  House  Association  and  not  by  the  owner; 
and 

Whereas,  the  Board  of  Standards  and  Appeals  has 
already  ruled  upon  this  case. 

Resolved,  that  the  appeal  for  revocation  of  approval 
of  plans  and  the  issuance  of  permit  by  the  commis¬ 
sioner  of  buildings,  Borough  of  Manhattan,  be  and 
it  hereby  is  denied,  because  it  is  the  consensus  of  opin¬ 
ion  of  the  board  of  buildings  that  they  have  no  au¬ 
thority  under  the  law  to  reverse  the  action  of  the 
Board  of  Standards  and  Appeals.” 

and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  August  27,  1935,  issued  subsequent  to  the  action 
of  the^board  of  buildings,  reads  as  follows: 

“In  reply  to  your  letter  of  August  21  relative  to 
the  above  mentioned  alteration  application,  I  wish  to 
advise  you  that  I  have  checked  over  the  objections 
and  reconsiderations  outlined  in  your  letter,  and  I 
find  no  reason  for  revoking  the  permit. 

However,  if  you  feel  aggrieved,  you  have  a  right 
to  take  this  matter  to  the  Board  of  Standards  and 
Appeals.” 

and 

Whereas,  the  building  in  question,  which  was  erected 
prior  to  1893,  is  located  in  an  unrestricted  district  and  is 
of  ordinary  brick  construction,  24  ft.  by  90  ft.  in  area,  five 
stories,  56  ft.  10  in.  in  height;  OCCUPIED:  Cellar — stor- 
age  ;  1st  floor — store;  2nd  to  5th  floors — lodging  house — 30 
persons  per  floor,  for  which  a  certificate  of  occupancy  has 
not  been  issued;  and 

Whereas,  the  applicant  contends  that  “under  alteration 
No.  3346,  for  the  year  1935,  Benjamin  M.  Sylvan,  an  ar¬ 
chitect  acting  on  behalf  of  the  owner,  filed  plans  for  a 
proposed  alteration  of  the  building  from  a  loft  building 
to  a  lodging  house ;  that  after  examination  of  the  pro¬ 
posed  plans  by  the  examiner  for  the  commissioner  of 
buildings  for  the  Borough  of  Manhattan,  twenty  objec¬ 
tions  were  filed;  that  only  three  of  these  objections  con¬ 
cern  the  subject  in  question,  namely,  objections  Nos.  2,  6 
and  9,  which  were  as  follows : 

“2.  This  building  should  be  of  fireproof  construc¬ 
tion,  section  72  of  the  building  code.” 

“6.  A  fireproof  passage  from  street  to  yard  is  re¬ 
quired.” 

“9.  Cubicles  do  not  conform  to  room  size  as  re¬ 
quired  under  section  31.” 

that  on  March  12,  1936,  Mr.  Sylvan,  on  behalf  of  the 
owner,  appealed  to  the  board  of  buildings  for  a  modifica¬ 
tion  of  objection  No.  2;  that  no  appeal  was  ever  taken  by 
the  owner  from  any  of  the  other  objections;  that  objection 
No.  2  was  sustained  by  the  board  of  buildings,  and  the 
action  of  the  commissioner  of  buildings  for  the  Borough 
of  Manhattan  was  affirmed;  that  thereafter  the  owner 
appealed  to  the  Board  of  Standards  and  Appeals  arguing 
only  this  item,  and  insisting  that  the  building  did  not 
have  to  be  fireproof  by  reason  of  the  fact  that  the  dormi¬ 
tories  were  open  dormitories  and  the  building  consequently 
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had  only  four  sleeping  rooms  and  not  fifteen;  that  upon 
the  argument  of  the  appeal,  the  architect,  appealing  on 
behalf  of  the  owner,  stated  and  made  clear  to  the  Board 
of  Standards  and  Appeals  that  all  of  the  other  provisions 
of  the  multiple  dwelling  law  would  be  complied  with ;  that 
the  owner  never  contended  before  this  that  any  objection 
other  than  objection  No.  2  was  improperly  taken;  that 
thereafter  on  June  9,  1936,  the  Board  of  Standards  and 
Appeals,  in  determining  the  appeal  (130-36A),  reversed 
the  action  of  the  board  of  buildings  and  held  that  the 
building  did  not  have  to  be  fireproof;  that  the  resolution, 
as  shown  in  the  Bulletin  of  the  Board  of  Standards  and 
Appeals  dated  June  16,  1936,  contained  the  following  sig¬ 
nificant  statement: 

“Whereas  the  applicant  states  that  the  existing  build¬ 
ing  will  be  reconstructed  to  comply  with  the  multiple 
dwelling  law  under  section  8,  paragraph  1,  without 
deviation  therefrom.” 

“That  after  the  action  of  the  Board  of  Standards  and 
Appeals  in  reversing  objection  No.  2,  the  architect  prompt¬ 
ly  applied  to  the  commissioner  of  buildings  for  the  Bor¬ 
ough  of  Manhattan  for  a  reconsideration  of  objections 
No.  6  and  No.  9,  in  the  following  language: 

“6.  Request  reconsideration  of  this  objection  inas¬ 
much  as  there  is  no  fire  escape  at  rear  of  building  and 
the  roof  of  the  store  extension  covering  the  entire 
yard  will  be  made  fireproof  construction.” 

“9.  Respectfully  request  reconsideration  of  this  ob¬ 
jection  as  beds  will  be  enclosed  with  6  ft.  6  in.  high 
dwarf  screens  (cubicles).” 

That  it  will  be  noted  that  the  owner,  at  all  times  pre¬ 
vious  thereto,  admitted  that  these  objections  were  well 
taken ;  that  nevertheless,  the  commissioner  of  buildings 
for  the  Borough  of  Manhattan  granted  reconsideration  of 
these  two  objections  and  waived  them;  that  the  appellant 
herein  thereafter  took  an  appeal  to  the  board  of  buildings 
from  the  action  of  the  commissioner;  that  the  board  of 
buildings  on  August  20,  1936,  adopted  the  following  reso¬ 
lution  : 

“Whereas,  on  August  14,  1936,  George  G.  Lake,  on 
behalf  of  Frank  Licato,  the  owner  in  fee  of  premises 
125  Bowery,  Borough  of  Manhattan,  filed  an  appeal 
for  revocation  of  approval  of  plans  and  issuance  of 
permit  in  relation  to  alteration  3346/35  on  premises 
94  Bowery,  Borough  of  Manhattan;  and 

Whereas,  this  appeal  was  taken  by  a  member  of 
the  Lodging  House  Association  and  not  by  the  owner ; 
and 

Whereas,  the  Board  of  Standards  and  Appeals  has 
already  ruled  upon  this  case. 

Resolved,  that  the  appeal  for  revocation  of  approval 
of  plans  and  the  issuance  of  permit  by  the  commis¬ 
sioner  of  buildings,  Borough  of  Manhattan,  be  and 
it  hereby  is  denied,  because  it  is  the  consensus  of 
opinion  of  the  board  of  buildings  that  they  have  no 
authority  under  the  law  to  reverse  the  action  of  the 
Board  of  Standards  and  Appeals.” 

That  this  resolution  is  somewhat  difficult  of  compre¬ 
hension  as  the  Board  of  Standards  and  Appeals  not  only 
did  not  have  objections  No.  6  and  No.  9  before  it,  but 
the  owner  conceded  before  the  board  that  these  objections, 
No.  6  and  No.  9,  were  well  taken;  that  after  the  decision 
of  the  board  of  buildings  the  appellant  herein  applied  to 
the  commissioner  of  buildings  for  the  Borough  of  Man¬ 
hattan  for  reconsideration;  that  this  reconsideration  was 
refused;  that  the  fire  proof  passage  from  street  to  yard 
is  required  under  section  26,  subdivision  3 (i)  of  the  mul¬ 
tiple  dwelling  law,  and  the  commissioner  had  no  power 
to  waive  this  requirement ;  that  section  32  of  the  multiple 
dwelling  law  prohibits  the  use  of  cubicles;  that  further¬ 
more,  if  cubicles  be  permitted,  the  same  must  be  consid¬ 
ered  rooms,  and  in  that  event  the  building  will  contain 
more  than  fifteen  rooms  and  must  be  fireproof  under  sec¬ 
tion  72  of  the  building  code;  that  on  December  4,  1934  in 
aCtJn?  npon  appeal  Na  298'34-A.  the  Board  of  Standards 
and  Appeals  held  that  where  a  loft  building  exceeds  40  ft. 
in  height,  it  must  be  fireproof  throughout  on  conversion 


to  a  lodging  house;  that  in  that  appeal,  however,  the 
owner  had  broken  up  the  floors  into  cubicles;  that  this 
decision  was  consequently  not  a  precedent  as  there,  more 
Standards  and  Appeals  when  130-36-A,  the  previous  ap¬ 
peal  herein,  was  argued  and  was  distinguished  upon  the 
ground  that  cubicles  constituted  rooms  and  that  the  prior 
decision  was  consequently  not  a  precedent  as  there,  more 
than  fifteen  sleeping  rooms  were  involved;  that  the  owner 
in  the  present  case  concedes  that  the  interposition  of 
screens  if  allowed  would  make  the  rooms  cubicles,  as  in 
his  very  request  for  reconsideration  the  owner  used  the 
word  “cubicle”;  that  cubicles  are  not  permitted  at  all,  but 
that  if  they  are  permitted,  they  must  be  considered  rooms 
in  interpreting  the  provision  of  section  72  of  the  building 
code,  and  that  consequently,  if  the  owner  desires  to  put 
up  screens,  the  building  must  be  made  fireproof.  That 
the  decision  of  the  board  of  buildings  dated  August  20, 
1936  must  at  all  events  be  reversed  as  incorrect;  that  the 
appeal  should  be  allowed,  the  decisions  of  the  commission¬ 
er  of  buildings  and  of  the  board  of  buildings  should  be 
reversed,  and  objectons  No.  6  and  No.  9  should  be  rein¬ 
stated.” 
and 

Whereas,  these  premises  were  the  subject  of  a  report 
by  a  committee  of  the  board,  which  report  was  read  at  this 
hearing  and  which  report  follows : 

REPORT  OF  COMMITTEE. 

Cal.  No.  276-36-A. 

Premises:  94  Bowery,  Borough  of  Manhattan. 

ihis  is  an  appeal  brought  by  an  adjacent  property 
owner  to  review  an  action  by  the  commissioner  of 
buildings  in  carrying  out  a  decision  of  the  board  of 
building  commissioners  varying  the  requirements  of 
the  multiple  dwelling  law.  The  plans  were  filed  under 
alteration  3346  of  1935  and  twenty  objections  were 
made  by  the  examiner.  Objection  No.  2,  in  which  it 
was  required  that  the  building  should  be  fireproof 
under  section  72  of  the  building  code,  was  passed  on 
by  the  board  of  buildings.  A  further  objection,  No.  9, 
was  raised  that  “cubicles  do  not  conform  to  room  size 
as  required  under  section  31”  of  the  multiple  dwelling 
law.  An  appeal  was  taken  to  the  Board  of  Standards 
and  Appeals  under  its  Cal.  No.  130-36-A,  upon  the  deci¬ 
sion  of  the  board  of  buildings  upholding  the  interpre¬ 
tation  of  the  commissioner  as  to  objection  No.  2. 
Prior  to  this  appeal  being  filed  with  the  Board  of 
Standards  and  Appeals,  the  plans  w'ere  amended  to 
omit  the  cubicle  partitions,  so  that  before  the  board 
was  the  question :  “Does  section  72,  subdivision  C,  re¬ 
quire  the  building  to  be  fireproof  if  it  is  more  than 
40  ft.  in  height  but  has  less  than  fifteen  sleeping 
rooms?”  The  board  decided  on  June  9,  1936,  under 
Cal.  No.  130-36-A,  that  it  does  not  require  such  a 
residential  building  to  be  fireproof  under  the  building 
code  section  72.  The  record  before  the  board  is  clear 
that  each  floor  was  to  be  an  unsubdivided  open  dormi¬ 
tory  and  also  that  the  area  of  the  building  was  less  than 
2,500  sq.  ft. 

Later,  the  plans  were  again  amended  on  June  22, 
1936,  to  include  the  cubicle  partitions  and  the  com¬ 
missioner  was  asked  to  reconsider  this  objection,  No. 
9,  and  also  another  objection,  No.  6,  permitting  the 
omission  of  a  fire  passage  from  the  rear  yard.  These 
objections  were  removed  and  the  amended  applica¬ 
tion  approved  on  July  8,  1936.  On  August  20  the 
board  of  buildings  sustained  the  action  of  the  com¬ 
missioner  and  refused  to  revoke  his  action. 

Under  section  9  of  article  2  of  the  multiple  dwell¬ 
ing  law  no  modification  or  dispensing  of  the  law  is 
permitted.  There,  is  no  authority  given  in  any  law 
to  vary  the  multiple  dwelling  law  except  as  may  be 
specifically  provided  for  therein.  The  board  of  build¬ 
ings  have  no  power  under  section  406  or  section  411 
of  the  Charter  to  sit  in  review  upon  a  decision  of 
the  commissioner  of  buildings.  (Powell  Garage  Co., 


1322 


MINUTES 


Inc.  vs.  Murdock  et  al).  Waiving  the  requirement 
for  a  fireproof  passage  from  the  rear  yard  is  waiv¬ 
ing  a  requirement  applicable  to  all  buildings  here¬ 
after  erected  except  as  therein  stated  under  section 
26,  subdivision  3  (1).  This  section  applies  to  this 
building  under  the  requirements  of  section  8,  subdivi¬ 
sion  1.  There  is  no  basis  in  the  law  for  the  omis¬ 
sion  of  this  fireproof  passageway  even  if  there*  is 
no  rear  fire  escape.  Restoring  the  cubicle  partitions 
voids  the  decision  of  this  board  under  Cal.  No.  130- 
36-A.  Such  partitions  are  prohibited  under  section  32 
unless  that  section  is  complied  with.  If  it  is  com¬ 
plied  with,  then  the  building  would  have  more  than 
fifteen  sleeping  rooms  and  that  fact  plus  the  height 
in  excess  of  40  ft.  would  require  the  building  to  be 
fireproof  under  section  72. 

There  may  be  room  for  doubt  as  to  whether  cubicle 
partitions  as  proposed  6  ft.  6  in.  high  form  “rooms” 
under  section  31  of  the  multiple  dwelling  law.  In  the 
opinion  of  the  committee  cubicle  partitions  or  dwarf 
screens  as  they  are  termed  in  the  application  filed 
with  the  commissioner  of  buildings  in  effect  form 
rooms.  In  any  event,  permitting  them  without  com¬ 
plying  with  section  32  of  the  multiple  dwelling  law  is 
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illegal.  If  it  is  illegal  to  permit  them  in  this  build¬ 
ing,  any  argument  that  a  dormitory  with  dwarf  screens 
is  more  desirable  than  an  open  dormitory,  is  beside 
the  point. 

The  committee  recommends  that  the  appeal  bie 
granted  and  the  decision  of  the  commissioner  of 
buildings  in  approving  the  omission  of  the  passage 
to  yard  and  the  installation  of  cubicle  partitions  as 
proposed  set  aside. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 


Whereas,  this  report  recommended  the  granting  of  the 
appeal  and  the  board  deemed  that  the  appeal  to  reverse 
the  decision  of  the  commissioner  of  buildings  and  of  the 
board  of  buildings  should  be  granted. 

Resolved,  that  the  decisions  of  the  commissioner  of 
buildings  and  of  the  board  of  buildings  be  and  they  hereby 
are  reversed  and  that  the  appeal  be  and  it  hereby  is 
granted,  revoking  the  permit. 
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SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in 

(a)  Factories  engaged  in  the  manufacture  of  cigars 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on! 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink- 

l  ^*e  fl°9r  and  ceiling  of  such  room 

shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
adl^\niSAtrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 

occupancies :  6 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works; 
Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops; 

Smelting; 

Stone  or  monumental  works; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


1323 


RULES 


OIL  BURNER  RULES 

[217-21-SR] 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals 
June  15,  1934,  Amended  July  12,  1935  and  January  28,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931;  May  12,  1931;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

(a)  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York  except  as 

provided  in  these  rules. 

(b)  These  rules  shall  not  apply  to  gas  companies  storing 
or  using  oil  in  the  manufacture  of  illuminating  gas  for 
public  use. 

Rule  2.  Definitions. 

For  the  purpose  of  these  rules  the  following  terms  shall 
be  interpreted  in  accordance  with  these  definitions : 

APPROVED:  Shall  mean  devices  hereafter  approved  by 
the  Board  of  Standards  and  Appeals  and  also,  when  re¬ 
quired  by  the  Board  of  Standards  and  Appeals,  approved, 
listed  as  standard,  and/or  labeled  by  any  nationally  recog¬ 
nized  standard  testing  laboratory  not  operated  for  commer¬ 
cial  profit,  provided  all  such  devices  are  installed  in  accord¬ 
ance  with  these  rules.  Such  approval  is  subject  to  suspen¬ 
sion  or  revocation  for  non-compliance  with  these  rules.  All 
devices  approved  by  the  Board  of  Standards  and  Appeals 
prior  to  the  adoption  of  these  rules  shall  be  accepted. 

AUTOMATIC  PUMP :  Shall  mean  an  automatic  trans¬ 
fer  pump  operating  independent  of  the  burner  to  provide  a 
continuous  supply  of  oil. 

BURNER:  A  device  designed  for  the  purpose  of  burn¬ 
ing  oil. 

COMMERCIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  in  buildings,  other  than  dwellings  when  used  for 
heating  and  generation  of  power  for  use  on  premises. 

CONTROLS — Such  electrical  or  mechanical  devices  as 
are  installed  for  the  purpose  of  providing  safe  and  contin¬ 
uous  operation. 

DISCHARGE  LINE:  That  portion  of  the  line  between 
the  discharge  outlet  of  the  pump  and  the  burner  oil  inlet 
connection. 

DOMESTIC  INSTALLATIONS— Oil  burner  installa¬ 
tions  installed  in  dwellings  as  defined  in  these  rules. 

DWELLINGS:  Buildings  used  exclusively  for  dwelling 
purposes  and  occupied  by  one  or  two  families,  including 
convents,  rectories  and  monasteries. 

ELECTRICALLY  GROUNDED:  For  protection  against 
lightning  shall  mean  storage  tanks  set  directly  in  or  on  the 
ground  and/or  with  underground  piping  connections. 
Where  storage  tanks  without  underground  piping  connec¬ 
tions  are  built  on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points,  180° 
•(degrees)  apart  as  follows: 

(1)  The  conductor  from  tank  to  ground  connection 
shall  be  of  copper  not  smaller  than  No.  6  (.162") 
A.W.G.  wire,  or  pipe  not  less  than  one-half  inch 
(J4")  in  diameter. 


(2)  One  end  of  conductor  shall  be  permanently  and 
electrically  bonded  to  tank.  The  other  end  shall  be 
bonded  to  a  ground  connection  consisting  of  a  water 
pipe  or  a  rod,  pipe  or  plate  having  a  surface  area  of 
not  less  than  one  hundred  and  ninety  (190)  square 
inches,  buried  in  moist  earth  not  less  than  two  feet 
(2')  below  the  surface  of  the  earth. 

FILL  PIPE:  That  portion  of  the  line  between  the  fill 
pipe  terminal  and  the  fill  pipe  connection  in  the  storage 
tank. 

FIRE  RETARDING  MATERIALS: 

(a)  One-half  (J4)  inch  plaster  boards,  or  asbestos 
boards,  or  three-eighths  04)  inch  gypsum  wall  boards 
weighing  not  less  than  16  pounds  per  square  yard  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood  beams 
when  spaced  not  more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers,  or 

(b)  Two  thicknesses  of  one-quarter  (J4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  nailed  to  the 
beams,  when  spaced  not  more  than  sixteen  (16)  inches  on 
centers,  or  nailed  to  furring  strips  when  the  floor  beams 
are  more  than  sixteen  (16)  inches  on  centers,  or 

(c)  Metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered  with 
Portland  cement  mortar  at  least  three-quarters  (^)  inch 
thick. 

Note— All  fire  retarding  material  to  be  applied  as  re¬ 
quired  in  rules  for  fire  retarding  material  of  the  Board  of 
Standards  and  Appeals. 

GROUND — An  electrical  conductor  having  capacity  to 
absorb  current. 

INDUSTRIAL  INSTALLATIONS— Oil  burner  instal¬ 
lations  for  industrial  purposes. 

OIL:  Any  liquid  mixtures,  substance  or  compound  de¬ 
rived  from  petroleum,  including  kerosene  and  fuel  oil  as 
defined  in  the  Code  of  Ordinances,  Chapter  X,  Article  1, 
Section  1. 

OIL  BURNING  EQUIPMENT :  Any  device  including 
burners,  oil  burning  heaters,  internal  combustion  engines 
used  for  heating,  power  or  other  purposes  designed  for 
and/or  using  oil  as  defined  in  these  rules. 

OIL  LEVEL  INDICATING  DEVICE:  A  means  by 
which  the  level  of  the  oil  in  a  storage  tank  may  be  indi¬ 
cated. 

OVERFLOW  PIPE:  A  pipe  which  conveys,  by  gravity, 
the  oil  from  the  maximum  level  of  an  auxiliary  tank  to 
the  storage  tank  or  from  the  pump  to  the  storage  tank. 

(  PERMANENT  DEFORMATION :  Wherever  phrase, 
“without  permanent  deformation,”  is  used  in  these  rules  it 
shall  mean  that  the  tanks  or  containers  shall,  after  release 
of  test  pressure,  resume  their  original  size  and  shape. 
PERMIT :  Shall  mean  permit  for  storage  of  oil. 

PORTLAND  CEMENT  CONCRETE:  Shall  mean  a 
mixture  of  one  (1)  part  cement  and  not  more  than  two 
and  one-half  (2^4)  parts  sand  and  five  (5)  parts  of  coarse 
aggregate  and  complying  in  all  other  respects  with  the  re¬ 
quirements  of  the  Code  of  Ordinances,  Chapter  V,  Article 
2,  Section  28. 

PREHEATER:  A  device  designed  for  heating  oil  for 
the  purpose  of  decreasing  the  viscosity. 

RELIEF  VALVE:  A  valve  held  shut  by  a  spring  or 
other  means  of  automatically  relieving  pressure  in  excess 
of  its  setting. 

RELIEF  LINE:  That  portion  of  the  line  between  the 
bypass  connection  of  the  relief  valve  and  the  supply  line 
or  storage  tank. 

REMOTE  CONTROL:  A  hand,  electric,  or  mechanic¬ 
ally-operated  device  to  shut  off  the  oil  supply.  A  thermo¬ 
stat  is  not  acceptable  as  a  remote  control. 
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SCAVENGING  LINE:  A  line  installed  to  permit  the 
removal  of  water  or  foreign  matter  from  a  storage  tank. 

SHOP  FABRICATED:  Shall  mean  completely  built  in 
the  shop  of  the  tank  manufacturer. 

SHUT-OFF  VALVE:  A  device  that  can  be  actuated  to 
prevent  the  flow  of  liquid  in  a  line  of  pipe. 

SIORAGE  CONTAINER:  Any  container  for  oil  con¬ 
nected  to  a  burner  or  oil-burning  heater  and  having  a  capa¬ 
city  of  ten  (10)  gallons  or  less. 

STORAGE  TANK:  Any  container  for  oil  having  a 
capacity  of  two  hundred  and  seventy-five  (275)  gallons  or 
more,  having  a  fill  line  and  vent  line  connected  thereto. 

STORAGE  TANK,  AUXILIARY :  Any  container  for 
oil  having  a  capacity  of  not  over  60  gallons  and  used  as  an 
intermediary  tank  for  gravity  feed  and  equipped  with  an 
automatic  or  manually  operated  pump. 

SUPPLY  LINE:  That  portion  of  the  line  between  the 
storage  tank  and  the  pump  oil  inlet  connection.  Where  a 
pump  is  not  used,  it  shall  be  that  portion  of  the  line  be¬ 
tween  storage  tank  and  burner  and  burner  oil  inlet  con¬ 
nection. 

TEST  WELL:  An  opening  in  the  top  of  the  storage 
tank  or  a  straight  pipe  connected  to  such  opening  through 
which  a  gauge  stick  may  be  inserted  into  the  storage  tank. 

TRANSFER  PUMP:  An  oil  pump  that  is  not  an  inte¬ 
gral  part  of  the  burner  and  which  is  installed  between 
storage  tank  and  burner. 

VENT  PIPE:  That  portion  of  the  line  between  vent 
pipe  terminal  and  vent  pipe  connection  in  the  storage  tank. 

Rule  3.  Oil  Permitted. 

(a)  Oil  permitted  under  these  rules  shall  be  any  liquid 
mixture,  substance,  or  compound  derived  from  petroleum, 
shale  oil,  coal  tar,  and  the  liquid  products  thereof,  and  shall 
have  a  flash  point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Pensky-Martens  closed  cup  tester  (Amer¬ 
ican  Society  for  Testing  Materials  Method  D93-22)  and 
marketed  under  the  following  commercial  grades : 


Range  Oil 

No.  1  Fuel  Oil 

SP. 

it 

Gr. 

it 

(A.  P.I.) 

it 

40-44 

36-40 

No.  2  “ 

it 

it 

it 

<1 

32-36 

No.  3  " 

it 

tt 

tt 

it 

28-32' 

No.  4  “ 

a 

a 

a 

tt 

24°  + 

No.  5  “ 

tt 

tt 

a 

a 

18°  + 

No.  6  “ 

a 

tt 

a 

tt 

10°  + 

(b)  The  use  of  crankcase  refuse  oil  as  fuel  oil  is  strictly 
prohibited. 

Rule  4.  Burners. 

(a)  Burners,  including  oil-burning  heaters,  shall  be  as 
approved,  provided  with  suitable  safeguards  to  prevent 
abnormal  discharge  of  oil. 

(b)  Approval  of  burners  or  oil-burning  heaters  designed 
for  installation  with  storage  of  not  more  than  six  (6) 
gallons  shall  include  approval  of  storage  containers  and 
limitations  of  installation.  If  more  than  six  (6)  gallons’ 
storage  is  desired  for  such  burners  or  oil-burning  heaters, 
a  storage  tank  shall  be  installed  as  provided  for  in  these 
rules.  Portable  containers  of  not  more  than  six  (6)  gal¬ 
lons  capacity  may  be  filled  from  such  storage  tanks  by 
means  of  an  approved  hand  pump  located  above  the  top  of 
the  tank. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  or  to  portable  cabinet  heaters  with 
one  or  two  burners  not  exceeding  6  inches  in  diameter  each 
with  all  parts  of  the  burner  mechanism  rigidly  fixed  except 
the  storage  container  and  with  cabinets  not  over  33  in. 


in  height;  nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches,  soldering 
pots,  tar  heaters,  snow  melters,  etc. 


Rule  5.  Material  and  Construction  of  Tanks. 

Section  1.  Cylindrical  Tanks  (except  vertical  tank* 
located  outside  of  buildings  above  ground). 

(a)  All  tanks  for  the  storage  of  fuel  oil  shall  be  built 
of  steel  plates  made  by  the  open  hearth  process  and  known 
to  the  trade  as  “tank  steel.”  Such  plates  shall  be  free  from 
physical  imperfections,  such  as  laminations,  cracks,  mil! 
scale,  etc.  All  steel  must  be  new  in  good  condition  and  free 
from  i  ust.  The  thickness  of  steel  required  and  the  size  and 
spacing  of  rivets  shall  be  as  stated  in  the  table  given  below. 

(b)  All  tanks  must  be  welded  or  riveted  and  caulked,  or 
riveted  and  welded.  Flanges  or  other  pipe  connections  may 
be  welded.  All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates.  Filler  of  any  kind 
between  plates  is  prohibited. 

(c)  Thickness  of  cylindrical  tanks,  except  tanks  of  275 
gallons  capacity  or  less: 

Tanks  36  in.  in  diameter  and  less— }4  in.  shell,  in 
heads. 

Tanks  37  to  72  in.  in  diameter — yi  in.  shell,  5/16  in 
heads. 

Tanks  73  to  120  in.  in  diameter— 5/16  in.  shell,  )4  in. 
heads. 

Tanks  over  120  inches  in  diameter  to  be  of  in.  steel 
and  to  be  stiffened  by  angle  rings  or  equivalent  members 
so  as  to  retain  their  cylindrical  form. 

(d)  All  cylindrical,  oval  or  abround  storage  tanks  shall 
have  dished  heads  with  a  curvature  the  radius  of  which  is 
not  greater  than  the  diameter  of  the  tank.  Dished  heads 
shall  be  formed  with  an  adequate  cylindrical  extension  rim 
to  provide  welding  or  riveting  surface.  Should  flat  heads 
be  used  they  must  be  braced  in  the  same  manner  as  de- 

*C/  \  i°-r  *be  ®rac*n^  sides  of  rectangular  tanks. 

(e)  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not  exceed  a  pitch  as 
follows : 

In  shelly  in.  thick,  54  in.  in  diameter  rivets  2x/\  in.  oitch. 

In  shell  o/16  in.  thick,  54  in  diameter  rivets  2i&  in 
pitch. 

In  shell  54  in.  thick,  54  in.  diameter  rivets  2j4  in.  pitch 


Section  2.  Rectangular  Tanks. 


(a)  All  rectangular  tanks  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks,  and  of  a  thick¬ 
ness  of  not  less  than  5/16  of  an  inch. 

(b)  Corners  may  be  made  up  by  bending  the  plates  or 
by  use  of  angles. 

(c)  Rivets  in  seams  shall  be  54  of  an  inch  in  diameter 
and  spaced  not  more  than  2^4  inches  center  to  center. 

(d)  All  flat  surfaces  of  rectangular  tanks  are  to  be 
braced.  Bracing  shall  be  done  either  bv  using  structural 
steel  members  which  will  act  as  girders  and  which  will 
safely  carry  the  load  with  a  factor  of  safety  of  five  (5)  or 
by  using  bars  from  side  to  side,  end  to  end  and  top  to 
bottom  of  the  tanaks  as  the  case  may  be. 

(e)  When  structural  steel  members  are  used  such  as 
angles,  channels  or  beams,  etc.,  the  distance  from  center  to 
center  of  the  rivet  lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet  spacing  must  be 
such  that  it  will  develop  the  full  strength  of  the  members 
In  no  case  shall  the  rivets  be  in  excess  of  six  (6)  inches 
center  to  center  on  these  members. 

(f)  When  structural  steel  reinforcing  members  are  tied 

together  with  braces  in  order  to  reduce  the  effective  length 
/h0e^CeS  sh^H  not  be  stressed  higher  than  nine  thousand 
(9,0p0)  pounds  per  square  inch  taken  in  the  minimum  net 
section. 


/ If  structural  steel  members  are  omitted  and  the  sides 
of  the  tank  are  braced  by  means  of  rods  or  bars  these 
members  should  not  be  spaced  farther  apart  than  twenty- 
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four  (24)  inches  center  to  center  in  all  directions.  The 
unit  stress  permitted  in  these  members  shall  not  be  in  ex¬ 
cess  of  nine  thousand  (9,000)  pounds  per  square  inch  on 
the  minimum  net  section. 

(h)  The  connection  between  these  members  and  the  sides 
of  the  tank  must  in  all  cases  be  such  that  it  will  develop  the 
full  net  sections  of  the  bars  so  that  the  bar  will  break  be¬ 
fore  the  connection  will  let  go. 

Section  3.  All  Tanks  Except  Vertical  Above-Ground 
Storage  Tanks. 

(a)  All  storage  tanks  for  oil  of  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  or  less  shall  have  a  mini¬ 
mum  thickness  of  shell  and  head  plates  of  U.  S.  Standard 
10  gauge  (.134").  Auxiliary  storage  tanks  of  60  gallons 
•  or  less  shall  be  similarly  constructed  but  need  not  be  of  a 
gauge  thicker  than  U.  S.  Standard  No.  14. 

(b)  At  time  of  installation  all  storage  tanks  shall  bear 
a  permanently  fixed  plate,  spot-welded  or  equivalent,  bear¬ 
ing  the  name  of  tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated  storage  tanks 
shall  be  installed  without  structural  alteration. 

(c)  All  openings  shall  be  through  the  top  of  the  storage 
tank  except  that  275-gallon  storage  tanks  may  be  provided 
with  a  three-quarter  inch  ($4")  opening  for  gravity  dis¬ 
charge  and  a  one-inch  (1")  opening  in  the  bottom  for 
cleaning  and  protection  against  corrosion. 

(d)  All  buried  storage  tanks  shall  have  a  thorough 
coating  on  the  outside  of  hot  tar,  asphaltum,  or  other 
equivalent  rust-resisting  material.  All  such  tanks  shall  be 
electrically  grounded. 

(e)  Manholes ;  where  used  for  oils  having  a  viscosity 
iless  than  500  sec.  Saybolt  Universal  at  100°  F.  shall. have 
manhole  covers  bolted  and  air  tight ;  where  used  for  oils 
•having  a  viscosity  greater  than  500  sec.  Saybolt  Universal 
at  100°  F.  (No.  5  or  No.  6  Commercial  Standard  grades) 
shall  have  manhole  covers  bolted  or  otherwise  secured  to 
the  tanks  and  kept  hydrostatically  tight  at  all  times. 

Section  4.  Vertical  Storage  Tanks  Over  1,000  Gallons 
'Capacity  Located  Outside  of  Building  Above  Ground. 

(a)  Vertical  tanks  located  outside  of  building  above 
ground  shall  be  built  of  steel  plates  of  the  quality  required 

)for  cylindrical  tanks. 

(b)  The  minimum  thickness  of  shell  or  bottom  plates 
•  shall  be  inch  and  the  minimum  thickness  of  roof  plates 

inch. 

The  thickness  of  shell  plates  shall  be  figured  in  accord¬ 
ance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring  under  con¬ 
sideration. 

r  equals  radius  of  shell  in  inches. 

|F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds  per  square 
inch  (55,000  pounds  per  square  inch). 

F,  equals  efficiency  of  vertical  joint  in  ring  under  con¬ 
sideration  (calculations  to  be  based  on  formulas  as  given 


Correction — paragraph  (d)  eliminated,  covered  by  .Rule 
5,  section  1  and  Rule  10,  section  3;  paragraph  (e)  change 
to  (d)  and  portion,  covering  thickness  of  shell,  eliminated, 
.covered  by  Rule  5.  section  1 ;  paragraph  (f)  change  to  (e). 


in  Bulletin  No.  14  of  the  New  York  State  Industrial  Com¬ 
mission). 

(c)  Roof  plates  shall  have  single  riveted  watertight 
seams  and  the  roof  shall  be  built  to  shed  water.  Bottom 
plates  shall  have  single  lap  riveted  seams.  Shell  plate 
seams  shall  be  designed  with  proper  efficiency  to  meet  re¬ 
quirements  of  above  formula  for  shell  plates. 

(d)  In  all  cases,  steel  tanks  for  the  storage  of  fuel  oil 
must  be  built  metal  to  metal.  No  filler  of  any  kind  will  be 
permitted. 

Section  5.  Storage  Containers. 

(a)  Storage  containers  for  oil  of  six  (6)  gallons  capa¬ 
city  or  less  used  in  connection  with  burners  or  oil-burning 
heaters  shall  be  designed  to  withstand  a  hydrostatic  press¬ 
ure  test  of  five  (5)  pounds  per  square  inch  without  per¬ 
manent  deformation,  rupture  or  leakage  and  shall  be  ap¬ 
proved  as  provided  in  Rule  4(b).  Glass  storage  contain¬ 
ers  shall  not  exceed  three  gallons  capacity,  protected  with 
a  metal  jacket  provided  with  hand  grips  and  designed  to  be 
rigidly  fastened  to  stand  or  wall  and  shall  be  approved  as 
provided  in  Rule  4(b). 

Rule  6.  Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(a)  Stroage  tanks  having  a  capacity  of  two  hundred  and 
seventy-five  (275)  gallons  and  auxiliary  tanks  may  be  in¬ 
stalled  above  ground  in  or  on  the  lowest  story  of  a  build¬ 
ing,  provided  such  tanks  shall  be  mounted  on  substantial 
incombustible  supports,  with  tank  permanently  attached 
thereto,  and  located  not  less  than  seven  feet  (7'),  meas¬ 
ured  horizontally  from  any  furnace  or  source  of  exposed 
flame  unless  tank  is  protected  as  provided  for  in  Rule  6, 
Section  1(b).  Such  storage  tanks  inside  buildings  shall  be 
not  less  than  two  hundred  and  seventy-five  (275)  gallons’ 
capacity  and  not  more  than  one  such  tank  shall  be  con¬ 
nected  to  one  burner.  Not  more  than  two  (2)  two-hun- 
dred-and-seventy-five  (275)  gallons  storage  tanks  shall  be 
installed  in  a  building  above  ground  without  protection 
as  provided  for  in  Rule  6,  Section  1  (b). 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8")  in  thickness 
and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  ton  of  the 
tank.  Fireproof  access  doors  spaced  ten  feet  (10')  apart 
shall  be  installed  in  the  enclosure  above  the  point  where 
the  enclosure  has  a  capacity  equivalent  to  the  tank  and 
such  part  of  the  enclosure  shall  be  leak  proof. 

(c)  The  capacity  of  individual  storage  tanks  located  in¬ 
side  of  buildings  shall  not  exceed  twenty  thousand  (20,000) 
gallons. 

(d)  All  storage  containers  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  installed  in  a  sub¬ 
stantial  and  workmanlike  manner  with  rigid  metal  fasten¬ 
ers  to  wall  or  floor  and  protected  against  mechanical 
injury. 

Section  2.  Outside  of  Buildings,  Below  Ground. 

(a)  Storage  tanks  located  outside  of  buildings,  below 


1326 


RULES 


ground,  shall  be  buried  with  the  top  of  the  tank  not  less 
than  two  feet  (20  below  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be  surrounded  by 
clean  sand  or  well  tamped  earth,  free  from  ashes  or  other 
corrosive  substance,  and  free  from  stones  larger  than  will 
pass  through  a  one-inch  (1")  mesh.  When  necessary  to  pre¬ 
vent  floating,  tanks  shall  be  securely  anchored. 

(b)  Along  the  line  of  subways  no  tank  shall  be  placed 
within  twenty  (20')  feet  of  any  wall,  separating  a  building 
from  the  subway,  and,  if  practicable,  tanks  shall  be  placed 
in  a  lower  position  than  the  roadbed  of  the  subway,  ex¬ 
cept  as  may  be  modified  in  specific  instances  by  the  Board 
of  Standards  and  Appeals. 

(c)  No  tank  shall  be  buried  so  as  to  be  nearer  than  3 
feet  to  any  foundation  wall. 

(d)  All  buried  storage  tanks  larger  than  two  hundred 
and  seventy-five  gallons,  prior  to  or  at  the  time  of  installa¬ 
tion,  shall  be  thoroughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated  at  the  site  with 
hot  tar,  asphalt  or  other  equivalent  rust  resisting  material. 
All  tanks  shall  be  electrically  grounded. 


Section  3.  Outside  of  Buildings,  Above  Ground. 


(a)  Storage  tanks  located  outside  of  buildings  above 
ground  shall  be  not  less  than  one  and  one-quarter  (1}4) 
tank  diameters  and  in  no  case  less  than  ten  feet  (10')  from 
the  line  of  adjoining  property,  the  nearest  building  or  adja¬ 
cent  tank.  Such  tanks  shall  be  electrically  grounded.  The 
maximum  capacity  of  individual  tanks  located  outside  of 
buildings  above  ground  shall  be  fixed  by  the  following 
schedule : 


If  distant  25  feet  from  line  of  adjoining 
property  which  may  be  built  upon 

If  distant  30  feet  . 

If  distant  40  feet . 

If  distant  50  feet  . 

If  distant  60  feet  . 

If  distant  75  feet  . 

If  distanct  85  feet,  or  more . 


16,000  gallons 
24,000  “ 

36,000  “ 

48,000  “ 

60,000  “ 
96,000  “ 

100,000  “ 


(b)  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection  shall  have  a 
capacity  of  not  less  than  one  and  one-half  (1 1/2)  times  the 
capacity  of  the  tank  so  surrounded  and  shall  be  at  least 
four  feet  (4-')  high  but  in  no  case  higher  than  one-fourth 
(%)  the  height  of  the  tank  when  the  height  of  the  tank 
exceeds  sixteen  feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core ;  of  masonry,  or  of 
impervious  reinforced  concrete.  Earthwork  embankments 
shall  be  firmly  and  compactly  built  of  good  earth,  free 
from  stones,  vegetable  matter,  etc.,  and  shall  have  a  flat 
section  at  the  top  of  not  less  than  three  feet  (3')  and  a 
slope  of  at  least  one  and  one-half  (lJ/2)  to  two  (2)  on  all 
sides.  Concrete  or  masonry  dykes  shall  be  so  designed  as 
to  safely  carry  the  entire  volume  of  the  oil  in  the  tank  so 
surrounded.  Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111,  Code  of 
Ordinances,  for  required  fire  extinguishing  system. 


(c)  All  above  ground  storage  tanks  larger  than  two  hun¬ 
dred  and  seventy-five  (275)  gallons,  prior  to  or  at  the  time 
of  installation,  shall  be  thoroughly  cleaned  and  coated  on 
the  outside  with  two  (2)  coats  of  red  lead  and  coated  at 
the  site  with  hot  tar,  asphalt  or  other  equivalent  rust  resist¬ 
ing  material.  All  tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(a)  Piping  shall  be  run  in  a  substantial  and  workman¬ 
like  manner.  Exposed  piping  shall  be  protected  against 
mechanical  injury  and  shall  be  securely  supported  with 
rigid  metal  fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be  provided  with 
double  swing  joints  at  tank. 


(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tUDing,  properly  marked  and  duly  approved,  may  be  used, 
rlexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected.  Soldered  connections  are  prohibited. 
1  ubing  shall  be  submitted  for  approval. 

(c)  Overflow  pipes  where  installed  shall  not  be  smaller 
in  size  than  the  supply  pipe. 

Section  2.  Relief  Valves. 

(a)  Where  a  shut-off  valve  is  installed  in  the  discharge 
line  from  an  oil  pump  a  relief  valve  shall  be  installed  in  the 
discharge  line  between  the  pump  and  the  first  shut-off 
valve. 

(b)  Oil  preheaters  shall  be  provided  with  a  relief  valve 
to  prevent  excessive  oil  pressure. 

(c)  Relief  valves  shall  be  set  to  discharge  at  not  more 
than  one  and  one-half  (lj^)  times  the  maximum  working 
pressure  of  the  system.  The  discharge  from  relief  valves 
shaH  be  returned  to  storage  tank  or  to  the  supply  line 
there  shall  be  no  shut-off  valve  in  the  line  of  relief. 

Section  3.  Vent  Pipe. 

(a)  An  open  vent  of  iron  or  steel,  without  trap 
and  draining  to  the  tank,  shall  be  provided  for  each  stor¬ 
es6  tank.  The  lower  end  of  the  vent  pipe  shall  not  extend 

r,™xUgVhe  t0p  °f  t-he  storaSe  tank  more  than  one  inch 
>ross  connection  between  vent  pipe  and  fill  pine  is 
prohibited.  y 

(b)  Where  a  battery  of  storage  tanks,  designed  to  hold 
the  same  grade  of  oil,  is  installed,  vent  pipes  may  be  run 
into  a  main  header. 

.  (c)  Vents  shall  be  not  less  than  one  and  one-quarter 
inches  in  diameter  for  storage  tanks  up  to  1,100 

gallons  capacity  and  not  less  than  two  inches  (2")  in 
diameter  for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not  be  less  than 
V*  inch  in  diameter  and  may  be  run  into  the  storage  tank 
vent. 

(d)  Vent  pipes  shall  be  provided  with  weatherproof 

hoods  and  shall  terminate  outside  the  building  not  less 
than  two  feet  (2')  from  any  building  opening  and  not 
less  than  five  feet  ('5’)  nor  more  than  twelve  feet  (12’) 
above  the  fill  pipe  terminal.  If  the  vent  pipe  terminal  is 
not  visible  from  the  fill  pipe  terminal  location,  a  one-inch 
(1  )  line  shall  be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  terminal  with  un¬ 
threaded  end.  Such  line  shall  be  provided  with  a  check 
valve  set  to  prevent  flow  of  surface  water  to  storage  tank. 

Section  4.  Fill  Pipes. 

(a)  Fill  pipe  shall  terminate  outside  the  buildings  with 
the  fill  pipe  terminal  located  at  or  above  grade  at  least  five 
feet  (5')  from  any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal.  No  fill  pipe 
shall  be  less  than  2  inches  in  diameter. 

(b)  Each  storage  tank  shall  be  provided  with  a  separate 
fill  pipe  except  where  a  battery  of  tanks  is  installed,  con¬ 
taining  the  same  grade  of  oil,  a  common  fill  and  header 
pipe  may  be  installed  provided  the  area  of  each  branch  fill 
pipe  and  the  header  pipe  is  equal  to  the  area  of  the  fill 
pipe.  Each  branch  fill  pipe  shall  be  provided  with  a  shut¬ 
off  valve. 

(c)  Where  the  top  of  the  storage  tanks  is  above  the  fill 
pipe  terminal  the  fill  pipe  shall  be  connected  to  the  top  of 
the  tank  and  be  provided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the  fill  pipe  terminal. 

(d)  All  fill  pipe  terminals  shall  be  of  approved  type 
constructed  of  suitable  material,  provided  with  lugs  for 
imbedding  in  concrete  or  in  lieu  thereof  a  set  screw  to 
fasten  terminal  to  fill  pipe.  The  outer  flange  of  the  fill 
pipe  terminal  shall  be  provided  with  letters  reading  “Fuel 
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Oil”  and  the  calendar  number  under  which  the  fill  pipe 
terminal  has  been  approved.  The  fill  pipe  terminal  shall 
be  separately  threaded  to  receive  the  seal  cap  and  the  fill 
pipe.  The  seal  cap  shall  be  suitably  threaded  and  slotted 
for  a  special  opening  wrench.  An  oilproof  gasket  in¬ 
serted  in  a  groove  in  the  fill  pipe  terminal  shall  be  provided 
so  as  to  render  the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not  less  than  inch 
mesh.  Where  there  is  a  storage  system  of  volatile  inflam¬ 
mable  oil  and  a  storage  system  for  fuel  oil  to  be  used 
in  the  same  premises,  the  terminal  of  fuel  oil  fill  pipe 
shall  be  provided  with  a  left-handed  thread,  and  the  fill 
pipe  fitting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks. 

Section  5.  Heating  Coils  in  Storage  Tanks. 

All  heating  to  reduce  viscosity  of  oils  in  storage  tanks 
shall  be  only  by  means  of  hot  water  or  low  pressure  (ten 
(10)  pounds  per  square  inch  maximum)  steam  coils. 

Section  6.  Scavenging  Line. 

When  a  scavening  line  is  installed  it  shall  terminate  out¬ 
side  of  the  building  and  shall  be  capped  oil  tight  when  not 
in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

(a)  Each  supply  line  from  storage  tanks  of  two  hun¬ 
dred  and  seventy-five  (275)  gallons’  capacity  and  from 
auxiliary  storage  tanks  shall  be  provided  with  a  shut-off 
valve  at  the  tank  and  at  the  burner  and  when  connected  to 
burners  designed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

(b)  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons’  capacity,  shall 
be  provided  with  a  shut-off  valve  at  the  burner  and 
where  the  top  of  the  tank  is  above  the  oil  inlet  connection 
to  the  burner  and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the  highest  point 
in  supply  line,  except  that  where  heavy  oil  (No.  6  Com¬ 
mercial  Standard  Grade)  having  a  viscosity  of  one  hun¬ 
dred  (100)  seconds  or  more  Saybolt  Furol  at  one  hundred 
and  twenty-two  degrees  Fahrenheit  (122°  F.)  is  used,  the 
anti-syphon  device  shall  not  be  required. 

(c)  Except  as  may  be  modified  in  specific  instances  by 
the  Board  of  Standards  and  Appeals,  oil  from  storage 
tanks  of  two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity  or  more  may  be  delivered  to  burners  installed  above 
the  lowest  floor  of  a  business  building  only  under  the 
following  provisions : 

1.  Plans  for  such  installation  shall  be  submitted  for 
approval  to  the  administrative  official  having  jurisdic¬ 
tion  before  such  installation  is  made. 

2.  Such  burners  shall  not  be  installed  in  any  story 
of  any  building  the  floor  of  which  is  more  than  fifty 
feet  (50')  above  the  street  level.  Only  one  oil  deliv¬ 
ery  line  shall  be  installed  for  each  floor. 

3.  Oil  delivery  lines  to  burners  located  above  the 
lowest  floor  of  a  building  shall  not  be  larger  than  two 
inches  (2")  iron  pipe  size. 

4.  The  pressure  in  oil  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be  more  than 
is  necessary  to  deliver  oil  to  the  burners  and  such 
pressure  shall  not  in  any  case  exceed  thirty  (30) 
pounds  per  square  inch.  With  each  automatic  burner 
there  shall  be  installed  and  maintained  in  good  working 
order  a. set  of  suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for  each  burner 
is  to  be  listed  in  the  resolution  under  which  the  burner 
is  approved.  The  controls  are  to  provide  the  following 
functions: 

Temperature  control 

Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  *' 

Gravity  “ 


(d)  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and  such  remote 
control  shall  be  located  outside  the  entrance  to  the  room 
in  which  the  burner  is  located  and  as  close  to  such  en¬ 
trance  as  piactical,  except  when  outside  location  is  imprac¬ 
tical  such  control  may  be  located  immediately  inside  the 
room  in  which  the  burner  is  located  if  such  location  is  ac¬ 
cessible  at  all  times.  All  such  controls  shall  be  legibly 
labeled  Remote  Control  for  Oil  Burner.”  On  auxiliary 
storage  tanks  used  with  manually  operated  burners  such 
remote  control  may  be  installed  on  feed  line  between  tank 
and  burner. 

(e)  Except  as  provided  by  Rule  4(b)  of  these  rules  for 
approved  combination  burner  and  storage  container  devices, 
pressure  in  storage  tank  or  container  for  the  purpose  of 
discharging  oil  is  prohibited. 

(f)  In  systems  where  either  steam  or  air  is  used  for 
atomizing  the  oil,  the  oil  and  the  atomizing  supply  shall 
be  interlocked  so  that  in  case  of  the  interruption  of  the 
atomizing  supply,  the  supply  of  oil  will  immediately  be  cut 
off.  Except  that  this  requirement  shall  not  apply  to  air 
and  oil  supply  units  directly  connected  to  a  common  driver. 

Rule  9.  Oil  Level  Indicating  Device  and  Test 
Wells. 

(a)  All  tanks  located  inside  of  buildings  shall  be  pro¬ 
vided  with  an  oil  level  indicating  device.  Test  wells  shall 
not  be  permitted  in  tanks  located  inside  of  buildings.  Un¬ 
used  tank  openings  shall  be  permanently  sealed  to  prevent 
removal  of  plugs  or  cover. 

(b)  Oil  level  indicating  devices  shall  be  constructed  of 
substantial  materials  so  designed  that  there  can  be  no 
leakage  of  oil  or  oil  vapor. 

(c)  Test  well  shall  be  capped  oil  tight  and  kept  closed 
when  not  in  use. 


Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  1.  Permits. 

(a)  No  oil  installation  of  more  than  ten  (10)  gallons' 
capacity  shall  be  operated  until  after  a  permit  has  been  is¬ 
sued  by  the  Fire  Chief  and  Commissioner. 

(b)  Applications  for  permit  shall  be  made  by  the  installer 
on  forms  furnished  by  the  Fire  Chief  and  Commissioner 
and  shall  provide  for  the  location  of  the  building  in  which 
the  installation  is  to  be  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer,  make  and 
approval  number  of  burners,  pumps  and  other  devices,  ca¬ 
pacity,  number  and  location  of  storage  tanks,  together  with 
approval  of  such  proposed  installation  by  the  Commissioner 
of  Buildings  when  required  under  Section  2  of  this  Rule  10. 

(c)  No  permit  shall  be  issued  by  the  Fire  Chief  and 
Commissioner  until  the  installation  has  been  inspected  by 
his  representative. 

Section  2.  Plans  to  be  Filed  Where  Structural  Con¬ 
siderations  Are  Involved. 

Except  for  installations  in  dwellings  as  defined  in  these 
td-i  JHStaller  shall  file  with  the  Commissioner  of 

Buildings  plans  showing  the  size  and  location  of  all  storage 
tanks  having  a  capacity  greater  than  275  gallons  where 
such  tanks  are  to  be  installed  either  inside  of  buildings  in 
or  below  the  lowest  floor  level  or  outside  of  buildings 
below  ground.  Plans,  however,  shall  be  filed  where  275 
gallon  tanks  are  to  be  buried  and  for  all  multiple  dwellings 
and  for  all  places  of  public  assembly.  All  plans  as  in  this 
serct'OI?1Jr.equiref  shall  be  certified  to  by  the  Commissioner 
li  i3mldln?s  w‘ien  aPproved  by  him  as  in  compliance  with 
all  structural  requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and  before  the  per¬ 
mit  provided  for  in  Section  1  is  issued. 
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Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  when  subjected 
to  a  test  of  10  pounds  per  square  inch. 

(b)  Storage  tanks  of  more  than  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  change  in  shape,  rupture 
or  leakage  when  subjected  to  a  hydrostatic  test  with  water 
or  oil  as  follows : 

(1)  Oval,  obround,  rectangular  and  specially  shaped 
storage  tanks  and  piping  connected  thereto,  twenty-five 
(25)  pounds  per  square  inch. 

(2)  Cylindrical  storage  tanks  and  piping  connected 
thereto,  fifty  (50)  pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of  thirty  minutes. 
When  oil  is  used  there  shall  be  no  fire  or  flame  in  the  room 
or  rooms  in  which  the  test  is  being  conducted.  All  tests 
shall  be  conducted  in  the  presence  of  a  representative  of 
the  Fire  Chief  and  Commissioner.  The  contractor  shall 
furnish  all  necessary  equipment  for  conducting  tests,  except 
gauges  which  shall  be  furnished  by  the  administrative 
official.  Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  building. 

(c)  Defective  tanks,  if  repaired  by  welding,  shall  have 
all  oil  removed  and  shall  be  purged  of  all  explosive  gases 
or  vapors. 

(d)  The  anti-syphon  devices,  where  used  as  provided 
for  in  these  rules,  shall  be  approved  devices. 

Section  4.  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

When  application  for  permit  is  made,  as  provided  for  in 
Section  1  of  this  rule,  a  fee  covering  the  permit,  inspection 
and  test  of  storage  tank  and  piping  shall  be  paid  in  accord¬ 
ance  with  the  schedule  given  in  the  Code  of  Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  than  Six  (6)  Gallons’  Storage 
Capacity. 

All  installations  of  burners  with  not  more  than  six  (6) 
gallons’  storage  capacity  except  where  such  installations 
are  made  in  dwellings  shall  be  reported  by  installer  to  the 
Fire  Chief  and  Commissioner  giving  location  of  building 
in  which  installation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer  and  the 
make  and  approval  number  of  burner.  Such  reported  in¬ 
stallations  shall  be  inspected  as  required  by  Code  of  Ordi¬ 
nances. 

Rule  12.  Ventilation. 

(a)  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range  or  stove  be 
connected  with  a  legal  chimney,  complying  with  Section 
392,  Article  19,  Chapter  V,  of  the  Code  of  Ordinances. 

(b)  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the  flue,  shall  be 
provided  in  all  rooms  in  which  burners  are  installed. 

(c)  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any  time. 

Rule  13.  Automatic  Pumps. 

Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with  automatic 
means  for  preventing  continuous  discharge  of  oil  in  case 
of  pipe  breakage. 

Rule  14.  Fire  Protection. 

(a)  The  clear  distance  between  smoke  pipe  connections, 
of  any  boilers,  furnaces  or  other  heating  apparatus  to 


flues,  and  combustible  material  shall  not  be  less  than 
eighteen  (18)  inches,  except  that  this  clearance  may  be 
reduced  to  nine  (9)  inches  where  a  baffle  consisting  of  not 
less  than  No.  29  gauge  sheet  metal  backed  by  J4  inch  thick 
asbestos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connections  and 
twice  the  width  thereof  and  such  baffle  is  securely  fastened 
from  the  ceiling  with  substantial  hangers.  In  lieu  of  such 
baffle  the  combustible  material  may  be  covered  with  fire- 
retarding  material  as  defined  in  these  rules. 

(b)  The  clear  distance  between  any  none-insulated  heat- 
producing  parts  of  boilers,  furnaces  or  other  heating  ap¬ 
paratus  and  combustible  material  shall  not  be  less  than 
twenty-four  (24")  inches.  Where  such  parts  are  insulated 
by  two  (2")  inches  of  asbestos,  or  equivalent,  the  clear 
distance  shall  be  not  less  than  twelve  (12")  inches,  or,  in 
lieu  of  such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in  these 
rules  extending  8  ft.  in  front  and  4  ft.  side  and  rear  of 
the  apparatus. 

(c)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  five  feet  (5')  of  heating  apparatus,  except 
where  same  is  protected  by  fire  retarding  material. 

(d)  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept  clean  at  all 
times. 

(e)  1  he  floor  beneath  boiler  or  furnace  and  within  five 
(5)  feet  in  all  directions  shall  be  of  fireproof  construction. 

(f)  Oil  burning  devices  designed  for  installation  with 
storage  of  not  more  than  six  (6)  gallons  shall  be  firmly 
anchored  to  the  floor,  set  level,  and  the  floor  beneath  the 
stoves^  or  any  such  heating  devices  protected  by  a  shield 
of  y2"'  asbestos  or  equivalent  extending  at  least  twelve 
(12")  inches  beyond  the  outline  dimension  of  such  device 
where  required  within  the  specific  approval  of  each  burner. 

(g)  Near  each  boiler  or  furnace  of  a  fuel  oil  burning 
unit  there  shall  be  kept  ready  for  use  fire  extinguishing 
equipment  of  not  less  than  two  quart  capacity  approved  as 
suitable  for  oil  fires  or  not  less  than  two  pails  of  sand, 
the  pails  to  have  rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(a)  Cards,  giving  complete  instructions  for  the  care  and 
operation  of  the  system  shall  be  permanently  fixed  near  the 
apparatus  in  readable  condition.  Where  burners  or  oil¬ 
burning  heaters  designed  for  use  with  storage  of  not  more 
than  six  (6)  gallons’  capacity  are  installed,  there  shall  also 
be  posted  a  copy  of  the  specifications  under  which  it  was 
approved  by  the  Board  of  Standards  and  Appeals  in  addi¬ 
tion  to  the  instruction  card  herein  provided  for. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  under  the  provisions 
of  Section  409  of  the  Charter  of  the  City  of  New  York, 
shall  not  be  required  to  obtain  such  certificate. 

Rule  16.  Modification. 

When,  for  any  reason,  it  may  be  impracticable  to  comply 
strictly  with  the  foregoing  rules,  the  administrative  official 
having  jurisdiction  shall  have  power  to  accept  substitute 
methods  provided  the  spirit  and  substance  of  these  rules 
shall  be  complied  with. 

Rule  17.  Existing  Installations. 

Oil  burner  systems  heretofore  installed  and  duly  ap¬ 
proved  as  complying  with  all  laws  and  rules  then  applicable 
thereto  shall  be  deemed  acceptable,  provided  there  have 
been  no  subsequent  alterations  to  the  apparatus,  except  as 
to  Rule  15-b. 
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Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner  Calendar  No. 

A.  B.  C.  Oil  Burner .  1295-24-SA 

A.  B.  C.  Oil  Burner,  Type  H .  684-29-SA 

Ace  Rotary  Oil  Burner .  47-35-SA 

Acme  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  .  112-36-SA 

Acme  Oil  Burner,  Models  BO-1  and  BO-2..  132-34-SA 

Aetna  Automatic  Oil  Burner .  1547-23-SA 

Air-Blast  Oil  Burner .  579-32-SA 

Airtemp  Oil  Burner,  Models  B-6  and  C-6....  139-36-SA 

Airtemp  Oil  Burner,  Models  D,  F  and  G. . . .  88-34-SA 

Alladin  Oil  Burner .  298-26-SA 

Alexander  Oil  Burner .  65-28-SA 

Alida  Oil  Burner .  124-34-SA 

Alpine  Oil  Burner,  Models  A  and  H .  110-36-SA 


American  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 
92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 
4562,  4563,  4573,  4578,  4588,  4688,  4678, 
4668,  4666,  4683,  4663,  4653,  4673,  4674, 


4664,  4612,  4618,  4628  and  4638 .  298-33-SA 

Aristocrat  Oil  Burner .  222-35-SA 

Associated  Oil  Burner  .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Autocrat  Oil  Burner,  Model  B-l .  297-31-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1 . .  53-34-SA 

Baker  Automatic  House  Heating  Burner....  1323-22-SA 

Baker  Oil  Burner,  Model  L,  Gun  Type .  404-29-SA 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD .  329-35-SA 

Ballard  Baby  Grand  Oil  Burner .  447-32-SA 

Ballard  Super  Domestic  Oil  Burner .  939-24-SA 

Bayard  Domestic  Fuel  Oil  Burner .  1184-22-SA 

Berggren  Oil  Burner .  764-26-SA 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  485-32-SA 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

Bettendorf  High  Pressure  Oil  Burner .  479-31-SA 

Bettendorf  Oil  Burner .  731-28-SA 

Bettendorf  Oil  Burner,  Model  H.B .  498-32-SA 

Bock  Oil  Burner,  Models  A,  B,  C  and  D _  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8  .  102-34-SA 

Braden  Automatic  Fuel  Oil  Burner .  322-30-SA 

Branford  Oil  Burner .  36-31-SA 

Branford  Oil  Burner,  Model  “A” .  461-32-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Models  A  and 

B  .  195-33-SA 

Caloroil  Burner,  Type  AA .  1361-24-SA 

Camel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S .  229-32-SA 

Carboradiant  Oil  Burner,  Models  V  &  VS...  16-31-SA 

Carboradiant  Oil  Burner,  Model  VSS .  49-32-SA 

Carborundum  Burner  .  571-29-SA 

Carter-Korth  Oil  Burner,  Model  “P” .  389-32-SA 

Carter-Korth  Oil  Burner  .  54-30-SA 

Carter  Oil  Burner,  Models,  4X,  5X,  6X  and 

10X .  117-34-SA 

Ceco  Oil  Burner  .  354-35-SA 

Central  Oil  Burner,  Models  4X,  5X,  6X  and 

10X .  117-34-SA 

Century  Oil  Burner  .  157-28-SA 

Challenger  Kleen  Heat  Burner,  Series  No.  100  813-28-SA 

Challenger  Oil  Burner,  Model  “A” .  86-34-SA 

Chalmers-Ace  (Rotary)  Oil  Burner .  47-35-SA 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  .  608-32-SA 

Citro  Oil  Burner,  Models  A  and  B .  86-36-SA 

Commonwealth  Automatic  Oil  Burner .  348-28-SA 

Concord  Burner  .  108-35-SA 

Continental  Oil  Burner,  Models  A,  B  and  C. .  146-31-SA 

Cook’s  Automatic  Oil  Burner .  955-27-SA 


Name  of  Burner  Calendar  No. 

Cope-Swift  Safety  Automatic  Oil  Burner _  354-31-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Crescent  Oil  Burner .  222-29-SA 

Crescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Crown  Oil  Burner,  Type  XA .  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-26-SA 

D’Elia  Oil  Burner .  155-31-SA 

Delco  Heat  Oil  Burner .  420-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Diesel  Oil  Burner  .  354-35-SA 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner .  317-31-SA 

Doherty  Oil  Burner .  943-26-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C  .  600-3 1-S A 

Economy  Oil  Burner,  Type  A-l .  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-SA 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-SA 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C,  EA  and  TCV .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

Empire  Oil  Burner .  222-35-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 .  225-32-SA 

Espo  Oil  Gas  Burner .  1431-23-SA 

Evenheet  Oil  Burner .  554-32-SA 

Everedy  Oil  Burner .  102-33-SA 

Fairfield  Oil  Burner .  584-31-SA 

Faultless  Oil  Burner .  493-24-SA 

Fine-Glo  Oil  Burner .  178-35-SA 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 

Model  T-2  . .  125-36-SA 

Fluid  Heat  Domestic  Oil  Burner.  Type  O...  1094-27-SA 

Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P  134-35-SA 

Fluid  Heat  Oil  Burner .  361-32-SA 

Forsdraft  Oil  Burner .  41-34-SA 

Foster  Oil  Burner .  715-26-SA 

Franklin  Domestic  Oil  Burner .  560-26-SA 

Freeport-Silent  Service  Oil  Burner,  Models  5, 

10  and  30 .  97-33-SA 

Fuelo  Oil  Burner .  47-30-SA 

Gar  Wood  Oil  Burner .  373-30-SA 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500  481-32-SA 

General  Automatic  Oil  Burner,  Model  A _  60-36-SA 

General  Electric  Fuel  Oil  Burner .  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 _  228-33-SA 

Ghapco  Steam  Generator  .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Flexible  Flame  Burner....  109-31-SA 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-31-SA 

Gilbert  &  Barker  Oil  Burner,  Model  S-l _  282-33-SA 

Gill  Oil  Burner .  1231-23-SA 

Gold  Star  Oil  Burner,  Models  F  and  6 .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 .  441-31-SA 

Goodspeed  Automatic  Oil  Burner .  957-27-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner .  382-26-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

Hardinge  Oil  Burner .  813-25-SA 

Hardinge  Oil  Burner,  Model  23 .  33-33-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Automatic  Oil  Burner .  1162-24-SA 
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Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  .  595-29-SA 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat  King  Oil  Burner,  Model  2 .  98-35-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Heatiator  Oil  Burner .  1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 

Heil  Combustion  Fuel  Oil  Burner,  Type  B. ..  295-29-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  HF....  309-33-SA 

Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  .  486-32-SA 

Herman  Nelson  Conversion  Oil  Burner .  144-36-SA 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2  11-36-SA 

Hofmann  Automatic  Fuel  Oil  Burner,  Model 

41  .  274-35-SA 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Homestead  Oil  Burner,  Model  E .  176-36-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 

Improved  Kres-Kno  Oil  Burner  and  Model 

MD  .  591-29-SA 

Inferno  Oil  Burner .  82-33 -S A 

International  Mechanical  Draft  Oil  Burner..  372-30-SA 
International  Oil  Burner .  1305-24-SA 


Jacobsen  Balanced  Oil  Burner,  (Model  V-l)  333-33-SA 
Johnson  Improved  Rotary  Fuel  Oil  Burner..  938-22-SA 
Joyce  Oil  Burner . . .  852-26-SA 


K.  F.  C.  Oil  Burner . 

Kaytown  Quiet  Automatic  Oil  Burner,  Models 

A,  B  and  C . . . 

Kelco  Oil  Burner . 

Kelvinator  Oil  Burner . 

Kelvinator  Oil  Burner,  Model  K . 

KeWaNee  Oil  Burner,  Model  “C” . 

Kingsway  Century  Oil  Burner,  Models  F  and 


Kleen  Heet  Oil  Burner . 

Kleen  Heet  Oil  Burner,  Type  902 . 

Kleen  Heet  Oil  Burner,  Type  R . 

Korth  Oil  Burner,  Models  G  and  S . 

Kreager  Oil  Burner . 

Kres-Kno  Oil  Burner . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 


846-25-SA 


1 46-31 -S  A 
237-33-SA 
339-3 1-S A 
105-34-SA 
5 1 8-32- S  A 


369-33-SA 

62-24-SA 

99-35-SA 

49-33-SA 

136-34-SA 

367-30-SA 

443-28-SA 

354-34-SA 


Laco  Oil  Burner,  Model  NL .  670-30-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D..  226-33-SA 

Lange  Economical  Oil  Burner .  355-33-SA 

Lawrence  May  Oil  Burner .  1034-27-SA 

Leader  Oil  Burner .  425-31-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75-34-SA 

Lochinvar  Oil  Burning  Unit .  142-36-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Luxor  Heat  Oil  Burner .  322-30-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3..  166-34-SA 

“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307.  308,  309,  400  and  800. .  341-32-SA 

M.  W.  Emancipator  Oil  Burner .  102-33-SA 

M.  W.  Oil  Burning  Water  Heater .  737-29-SA 

M.  W.  Water  Heater,  Model  20-D .  365-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Majestic  Oil  Burner .  693-30-SA 

Major  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Marr  Oil  Burner,  Model  H,  Type  R .  765-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA 


Name  of  Burner  Calendar  No. 

Master-Kraft  Oil  Burner .  83-33-SA 

May  Oil  Burner .  68-24-SA 

May  Oil  Burner,  Type  BB .  46-34-SA 

Mayfield  Oil  Burner .  568-31-SA 

Mayflower  Oil  Burner .  124-29-SA 

Mdlvane  Oil  Burner .  544-29-SA 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-SA 

Merco  Oil  Burner .  637-29-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Metro-Pressure  Oil  Burner,  Models  A,  B  and 

C .  146-31-SA 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-SA 

Monitor  Oil  Burner .  202-34-SA 

Morrissey  Oil  Burner .  673-27-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1....  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 

Morse  Fuel  Oil  Burner .  820-23-SA 

Moto-Heat  Oil  Burner .  195-32-SA 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  .  628-23-SA 

Mousette  Oil  Burner .  887-25-SA 

Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner . .  836-25-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA 

New  Process  Oil  Burner .  1071-27-SA 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 

Nokol  Automatic  Burner .  1078-24-SA 

Norge  Oil  Burner  Models  N8,  N18  and  N28.  226-34-SA 

Norge  Water  Heater,  Models  23  and  45 .  365-34-SA 

Nu-Way  Oil  Burner .  773-26-SA 

Oilbuilt  Burner  .  85-33-SA 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-SA 

Oreo  Oil  Burner,  Model  A-l .  216-36-SA 

Oronoque  Oil  Burner .  394-30-SA 

Orr  Fuel  Oil  Burner .  113-26-SA 

Pacific  Oil  Burner . . .  343-35-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35.  .  21-36-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner . .  236-35-SA 

Peoples  Silent  Oil  Burner,  Models  O  and  G. .  313-35-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect  Automatic  Oil  Burner  (Gun  Type), 

Model  A-l  .  1 12-36-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner . 452-31-SA 

Petro  Burner,  Model  0  .  78-28-SA 

Petro  Burner,  Model  P-2 . 735-30-SA 

Petro  Oil  Burner,  Model  W-2  .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-1J4...  245-33-SA 
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Petro  Oil  Burner,.  Models  D-10,  D-ll,  D-12 

D-13,  D-14  and  D-15 . ’  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-SA 

Pioneer  Automatic  Oil  Burner .  1259-27-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  O . 253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  C  . .  600-31-SA 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  ... .  411-32-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  .  21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 


Name  of  Burner  Calendar  No. 

Summerheet  Oil  Burner .  581-26-SA 

Sundstrand  Automatic  Oil  Burner .  755-26-SA 

Sundstrand  Purmaco  Automatic  Oil  Burner 
Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun- Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model’ SSH.’ .’ !  715-29-SA 

Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 


Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 .  368-34-SA 

Rayfield  Oil  Burner .  504-26-SA 

Real  Host  Oil  Burner .  38-34-SA 

Re-Ly-On  Oil  Burner .  745-26-SA 

Remington  Domestic  Oil  Burner,  Type  B _  532-31-SA 

Remington  Oil  Burner .  891-26-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

„  BV;neI  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Richfield  Oil  Burner,  Pressure  Gun  Type _  73-36-SA 

Richmond  Gravity  Fuel  Oil  Burner .  1193-22-SA 

Rickard  Oil  Burner .  1011-27-SA 

Rotoflame  Gem  Oil  Burner .  187-33-SA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 


S.  &  K.  Mechanical  Fuel  Oil  Burner . 

S  &  K  Wide  Range  Fuel  Oil  Burner . 

S-K  Oil  Burner,  Models  F  and  G . 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  . 

S.  1.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  . . 

S.  T.  Johnson  Oil  Heat  Servant . 

Schulse  Home  Oil  Burner . 

Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ,  CV  and  SN  Junior . 

Sealdheet  Oil  Burner,  Model  SH . 

Security  Oil  Burner . *’ 

Shepard  Oil  Burner . . . 

Shill  Oil  Burner . . 


Shur-Heat  Oil  Burner.  Models  R-15  and  R-35 
Silent-Auburn  Fuel  Oil  Burner,  Models  A 

B,  C  and  O . . . 

Silent  Automatic  Oil  Burner . 

Silent  Automatic  Burner,  Model  "B”.! !.!!!! 
Silent  Automatic  Burner,  Model  “E”. 

Silent  Flash  Oil  Burner,  Model  Cl . !” 

Silent  Glow  Oil  Burner,  Model  G . 

Silent  Glow  Oil  Burner,  Models  800,  1000 

1800,  2800.  3800,  6800  and  8800 . 

Silent  Heet  Oil  Burner,  Model  C . 

Silent  Paramount  Oil  Burner,  Models  F  and  G 
Simplex  Domestic  Oil  Burner,  Type  P.A 
Simplex  Domestic  Type  “S.P.”  Oil  Burner! . 

Socony  Arrow  Oil  Burner . 

Standard  Automatic  Oil  Burner,  Type  14-G. 
Standard  Automatic  Oil  Burner,  Type  11-G 

Standardyne  Oil  Burner . 

Stephens  Oil  Burner,  Models  Nos.  i  and  2 

Stuhler  Oil  Burner . 

Stuhler  Oil  Burner,  Model  R.\* !!!”!.” . 


1115-22-SA 

10-33-SA 

369-33-SA 

197- 32-SA 

198- 32-SA 
157-34-SA 

1 487-23- S  A 


436-32-SA 

160-36-SA 

56-28-SA 

563-30-SA 

315-30-SA 

21-36-SA 


463-31-SA 

458-26-SA 

709- 30-SA 

7 1 0- 30- S  A 
38-33-SA 

600-30-SA 


345-31-SA 

96-36-SA 

369-33-SA 

446-30-SA 

145- 31-SA 
1191-24-SA 

536- 31  -SA 

537- 31-SA 
34-34- S  A 

146- 33-SA 
618-27-SA 

84-36-SA 


Tabor  Automatic  Oil  Heater,  Type  "D” . 

Thompson-Gould  Oil  Burner  . 

Thoroburn  Oil  Burner,  Model  A-l-16-d! ! ! ! ! 

Timken  Oil  Burner,  Model  20 . 

Timken  Rotary  Oil  Burner . !!!!!! 

Timken  Silent  Automatic  Heater  (Water 
.  Heater  Unit)  Models  40-A  and  50-B.... 
Timken  Silent  Automatic  Oil  Burner,  Model  G 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press 
Todd  Rotary  Burner,  Models  A,  B  and  C. . . 

load  Spiro  Oil  Burner . 

Todd  Spiro  Burner  (pump  type) . 

Toridheet  Oil  Burner  . 

Toridheet  Oil  Burner,  Model  G. 

Tri-Aire  Oil  Burner,  Model  C-3 . 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  . 

Tropic  Heat  Oil  Burner,  Model’ G.’ 

Twin  City-on-the-Door  Oil  Burner . 


778-28-SA 

178-35-SA 

269-33-SA 

287-28-SA 

297-29-SA 

121-35-SA 
266-34-SA 
177-35-SA 
454-25-SA 
470-31-SA 
94-32- S  A 
63-28-SA 
17-35-SA 
188-36-SA 

667-28-SA 

136-34-SA 

129-27-SA 


Uni-Lec-Tric  Oil  Burner . 

United  States  Gun-type  Oil  Burner . 

United  States  Oil  Burner .  ...[ 

Universal  Fuel  Oil  Burner . !!!!!!!!!! 

Universal  Oil  Burner . !!!!!!.'!! 

Vapomatic  Oil  Burner . 

Vaporoil  Burner  .  !!!!!.!! 

Vesta  Oil  Burner . !!!!!!!!!!! 

Victor  Oil  Burner . 

Victory  Oil  Burner .  ’.!!!!!’..’!! 

Viking  Oil  Burner . * 

Volcano  Automatic  Oil  Burner . !!!!!! 

Volcano  Automatic  Oil  Burner,  Models  EW 

EW-1  and  EW-2 . 

Warner  Oil  Burner,  Model  A . 

Wayne  Oil  Burner . .... 

Wayne  Domestic  Oil  Burner,  Model* k! !!!! ! 

Wayne  S-2  Domestic  Oil  Burner . 

Weco  Multi  Oil  Burner,  Low  Pressure  Type! 

Wheco  Oil  Burner . 

White  Flame  Oil  Burner . 

White  Heat  Oil  Burner . . . 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

JJ,  Junior,  K,  KA,  KB,  and  R . 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  . 

Wisconsin  Fuel  Oil  Burner,  Model’s*  6,  A 

and  B  . . . 

Wizard  Automatic  Oil  Burner . 

York  Automatic  Oil  Burner . 

York  Horizontal  Rotary  Oil  Burner  ’(Type 

AP)  . 

Yorktown  Oil  Burner . 

Yorktown  Oil  Burner,  Model  A. ............ 

Zenith  Oil  Burner . 


498-29-SA 

222-35-SA 

620-28-SA 

6-24-SA 

584-31-SA 

275-34-SA 
44-32-SA 
451-26-SA 
612-30-SA 
320-30-SA 
396-32- S A 
556-29-SA 

341-33-SA 

16-34-SA 
1155-25-SA 
1 15-32- SA 
115-32-SA 
24-36-SA 
108-34-SA 
357-35-SA 
232-36-SA 

918-22-SA 

19-25-SA 

32-33-SA 

181-33-SA 

44-29- S  A 


56-36- S  A 
166-33-SA 
3-35-SA 

270-34-SA 
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APPROVED  APPLIANCES 


Burners  for  Industrial  Use 


Name  of  Burner  Calendar  No. 

Ace  Rotary  Oil  Burner .  47-35-SA 

Air-Blast  Oil  Burner .  579-32-SA 

Airtemp  Oil  Burner,  Models  D,  F  and  G _  88-34-SA 

Alpine  Oil  Burner,  Models  A  and  H .  110-36-SA 

Anthony  Nebulyte  Oil  Burner . . .  1026-22-SA 

Aristocrat  Oil  Burner .  222-35-SA 

Associated  Oil  Burner .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 

Babcock  &  Wilcox  Mechanical  Oil  Burner...  45-21-SA 

Ballard  Automatic  Oil  Burner .  1363-23-SA 

Ballard  Low  Pressure  Mechanical  Oil  Burner  1493-22-SA 

Ballard  Jr.  Oil  Burner .  1176-27-SA 

Ballard  Staples  &  Pfeiffer  Steam  Atomizing 

High  Pressure  Burner .  1414-22-SA 

Berggren  Oil  Burner .  764-26-SA 

Best  Calorex  Burner .  1464-21-SA 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  48S-32-SA 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

Bock  Oil  Burner,  Models  A,  B,  C  and  D....  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-S, 

WH-6  and  WH-8  .  102-34-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Model's  A  and  B  195-33-SA 
Burnwell  Mechanical  Burner .  957-22-SA 

Caloroil  Burner,  Type  AA .  1361-24-SA 

Carter  Oil  Burner,  Models  4X  and  SX .  1 1 7-34-S  \ 

Central  Oil  Burner,  Models  4X  and  5X .  117-34-SA 

Chalmers-Ace  (Rotary)  Oil  Burner .  47-35-SA 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  . . 608-32-SA 

Coen  Mechanical  Oil  Burner .  942-21-SA 

Concord  Burner  .  108-35-SA 

Cornell  No.  1  Type  A  Oil  Burner .  397-23-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Dahl  Mechanical  Fuel  Oil  Burner .  13-21-SA 

D’Elia  Oil  Burner .  155-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Doe  Oil  Burner .  317-31 -SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Empire  Oil  Burner .  222-35-SA 

Enco  Type  400  Steam  Atomizing  Oil  Burner.  1414-23-SA 

Enco  Mechanical  Oil  Burner .  509-30-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Fess  Turbine  Burner,  Airoil  Fan  and  Pump  Set  26-22-SA 

Fine-Glo  Oil  Burner .  178-35-SA 

Forsdraft  Oil  Burner .  41-34-SA 

Frankfort  Type  P  Oil  Burner .  1046-23-SA 

Gem  Fuel  Oil  Burner .  111-26-SA 

General  Electric  Fuel  Oil  Burner,  Model  D-l  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 .  228-33-SA 

Ghapco  Steam  Generator .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Fuel  Oil  Burner .  1636-21-SA 

Gold  Star  Oil  Burner,  Models  F  and  S .  166-33-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

GRD  Fuel  Oil  Atomizer .  128-27-SA 

Greenawalt  Down  Draft  Combustion  Oil 

Burning  Furnace .  85-35-SA 

Hammond  Oil  Burner .  72-31-SA 


Name  of  Burner  Calendar  No. 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hauck  Venturi  Low  Pressure  Oil  Burner _  88-27-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hobeco  Oil  Burner .  1278-21-SA 

Holby  Oil  Burner .  328-27-SA 

Holby  Type  B  Fuel  Oil  Burner . .]]!]]  689-29-SA 

Hupp  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Induslo  Fuel  Oil  Burner  1-27 .  5-24-SA 


Kelvinator  Oil  Burner,  Model  K . 

Kingsway  Century  Oil  Burner,  Models  F  and 

G . 

Korth  Oil  Burner,  Models  G  and  S . 

Kreager  Oil  Burner . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . . 


105-34-SA 

369-33-SA 

136-34-SA 

367-30-SA 

354-34-SA 


Laco  Oil  Burner,  Models  F,  JF,  BF  and  D. . .  226-33-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75-34-SA 

Leintz  Oil  Burner .  155-20-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3. . .  166-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Mahrvel  Low  Pressure  Burner .  859-26-SA 

Major  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Maxon  Oil  Burner  (New  Style) .  1026-22-SA 

May  Oil  Burner . 68-24-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Micron  Oil  Burner .  343.34.SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner...!]].’  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-SA 

Monarch  Industrial  Oil  Burner .  133-35-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3  and  MP-1 .  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 
Morse  Fuel  Oil  Burner .  820-23-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

Nichols-McCann-Harrison  Burners .  255-31-SA 

North  American  Low  Pressure  Oil  Burner...  792-26-SA 

Oilbilt  Burner  .  85-33-SA 

Oreo  Oil  Burner,  Model  A-l . ]]]  216-36-SA 

Oronoque  Oil  Burner .  394-30-SA 


Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35. .  21-36-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Peabody-Fisher  Wide  Range  Mech.  Oil  Burner  644-21-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Mechanical  Burner  and  Air  Register. .  735-24-SA 

Petro  Model  W  Oil  Burner .  452-3 1-S A 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15  .  40-31-SA 
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APPROVED  APPLIANCES 


Name  of  Burner  Calendar  No. 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner,  Model  W-AH  .  614-32-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  .  21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 

Quiet  Ballard  Automatic  Oil  Burner...' _  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Quigley  No.  10  Low  Pressure  Oil  Burner _  436-31-SA 

Quinn  Oil  Burning  Equipment .  367-21-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Rockwell  Fuel  Oil  Burner .  341-21-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21-SA 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S.  &  K.  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S.  K.  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30- A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 

Simplex  Turbine  Fuel  Oil  Burner .  1203-22-SA 

Standardyne  Oil  Burner .  34-34-SA 

Steam  Oil  Burner .  183-22-SA 

Stephens  Oil  Burner,  Models  No.  1  and  No.  2  146-33-SA 

Stewart  Gasifier  Oil  Burner .  146-35-SA 


Name  of  Burner  Calendar  No. 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sun  way  Oil  Burner .  624-30-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Surface  Combustion  Low  Pressure  Burner...  92-23-SA 
Syncro-Flame  Oil  Burner,  Model  R .  139-35-SA 

Tate-Jones  Fuel  Oil  Burner,  “L”  Type .  1254-24-SA 

Tate-Jones  No.  6  Oil  Burner .  1444-23-SA 

Thoinpson-Gould  Oil  Burner  .  178-35-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 

Todd  Mechanical  Fuel  Oil  Burner .  1525-22-SA 

Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 

Todd  Rotary  Burner,  Models  A,  B  and  C _  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Todd  Steam  Atomizing  Fuel  Oil  Burner _  123-23-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Vapofier  Oil  Burner .  184-34-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Heat  Oil  Burner .  232-36-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  -372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex . .’  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 


National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 


Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-SA 

Tate-Jones  .  492-21 -S  A 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

viking  .  438-2 1-S A 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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APPROVED  APPLIANCES 


APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 

A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly  .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

American  Beauty  Heater  (Pot  Types), 


Models  1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 
Biltwell  Range  Oil  Burner,  Models  B-l  and 


B-2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Brigham  Range  Oil  Burner .  217-35-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35- S A 

Diamond  Range  Oil  Burner .  325-34-SA 

Easyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 .  157-35-SA 

Easyway  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27  and  CSP19 .  158-35-SA 

Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2  .  159-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  .  40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-27,  CH-28,  RH-7  and 

RH-9  ... .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28 

and  PH-8  .  172-35-SA 

Florence  Range  Burners .  2(9-34-SA 

Fox  Range  Oil  Burner .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34-SA 

Hupp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Bowl  Type  Space  Heater,  Models 
300-300-A,  303-303-A,  310-310-A,  315-315-A 

and  320-320A  .  266-35-A 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

Kolrid  Range  Burner  .  48-34-SA 

Kres-Kno  Range  Oil  Burner,  Model  MD. 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

Lochinvar  Automatic  Oil  Burning  Water 

Heater  .  143-36-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 


Name  of  Burner  Calendar  No. 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

Loyalty  Range  Burner  .  302-34-SA 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 

M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  .  367-34-SA 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B .  364-34-SA 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  .  180-35-SA 

Majestic  Space  Heater,  Models  247T  and*248.’  181-35-SA 


Majestic  Water  Heater,  Models  255A  and  255B  182-35-SA 

Moderne  Range  Oil  Burner,  Models  Regular, 


Junior  and  Firenew  .  357-34-SA 

National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 
Norge  Space  Heater,  Models  75,  50,  37  and 

87- R  . 366-34-SA 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Odin  Beauty  Heater  (Pot  Types),  Models 

1P61,  1P62,  1P91  and  1P92  .  224-36-SA 

Putnam  Range  Oil  Burner  .  54-35-SA 

Quaker  Burnoil  Stove  .  11-31-SA 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  491-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  .  310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  thev  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-2S-SA — Teesdle,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA — Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 


231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

227-36-SA — Ventalarm  for  Fuel  Oil,  Type  L. 

237-36-SA — Heat-Pak  Oil  Burner,  Models  35  and  Com¬ 
pact. 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 
248-36-SA — Dupont  Oil  Burner. 

254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  ll/2  in.  New 
York  Regulation  Lavatory  Trap. 
264-36-SA— Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

303-36-SA — Sears  Roebuck  Oil  Burning  Water  Heater, 
Hercules  Model  No.  2544. 

305-36-SM — Revere  Copper  Oil  Burner  Tubing. 

308-36-SA — Coleman  Oil  Burning  Circulating  and  Space 
Heater,  Models  821A,  822,  824,  825,  826  and 
827. 

317-36-SA — Dempsey  Industrial  Oil  Burner. 

320-36-SA — Preferred  Syphon  Breaker,  Type  T. 
324-36-SA — Thermoil  Oil  Burner. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name.™ . . . 

Street . . . . . . 


My  Subscription  is  to  begin  with  the  issue  for, 
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DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 

Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public — 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  November  17,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  128-36-BZ,  249-36- 
BZ,  241-3G-BZ,  257-36-BZ,  217-33-BZ,  181-36-BZ,  and 
349-36-A. 

Minutes  of  Regular  Meeting,  November  17,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  589-31-BZ,  54-36- 
BZ,  935-19-BZ,  121-36-BZ,  391-27-BZ,  207-33-BZ,  354- 
32-BZ,  272-30-BZ,  230-34-BZ,  299-34-BZ,  216-33-BZ, 
330-29-BZ,  301-36-A,  323-36-A,  341-36-A,  299-36-A,  300- 
36- A,  306-36-A,  311-36-A,  316-36-A,  338-36-A,  344-36-A, 
347-36- A,  348-36-A,  454-32-A,  321-36-A,  331-36^SA,  109- 
31-SA,  520-31-SA,  282-33-SA  and  34-36-SA. 

Approved  Fuel  Oil  Pumps 

Notice  of  Public  Hearing  on  Proposed  Amendments  of 
Oil  Burner  Rules 

Specifications  for  Tank  Trucks  (Gasoline,  etc.). 

Specifications  for  Tank  Trucks  (Fuel  Oil,  etc.). 

Specifications  for  Platform  Trucks. 

Smoking  in  Factory,  Rules. 

Fire  Retarding  Rules  for  Garages,  etc. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  November  23, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  November  30,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  November  18,  1936. 

Cal.  No.  Department  Premises  Affected 

343-36-A . D.B.M . 231-233  Bowery,  east  side,  148  ft. 

3  in.  south  of  Stanton  street 
(Block  426,  Lot  10),  Bor¬ 
ough  of  Manhattan. 

Alt.  2404-36. 


Restored  to  Calendar. 

207-33-BZ . D.B.Bx . 3090-3102  Webster  avenue  and 

401-409  East  203rd  street, 
northeast  corner  (Block 
3330,  Lots  65,  66,  67  and  68), 
Borough  of  The  Bronx, 
Decision  &  Zone 
Viol.  120-36. 


344-36-A . F.D . 1493-1501  Broadway,  west  side 

from  West  43rd  street  to 
West  44th  street,  201-215 
West  43rd  street  and  206- 
214  West  44th  street  (Block 
1015,  Lots  26  to  37),  Bor¬ 
ough  of  Manhattan, 

3871-L.C. 


345-36-BZ . D.B.Bx . 2095  Grand  Concourse,  west 

side,  93.63  ft.  north  of  East 
180th  street  (Block  3161, 
Lot  26),  Borough  of  The 
Bronx, 

Applic.  580-36. 


346-36-A . D.B.M . 31-45  West  18th  street,  612-632 

Sixth  avenue,  northeast  cor¬ 
ner  and  34  West  19th  street 
(6th  floor)  (Block  820,  Lot 
1),  Borough  of  Manhattan. 
F.  P.  Applic.  961-36. 


347-36-A . F.D . 729  Seventh  avenue,  southeast 

corner  of  West  49th  street 
(Block  1001,  Lot  61),  Bor¬ 
ough  of  Manhattan, 

3949-L.C. 


354-32-BZ . D.B.B . 598  Flatbush  avenue,  west  side, 

176  ft.  7)4  in-  north  of  Ches¬ 
ter  Court  (Block  5026,  Lot 
136),  Borough  of  Brooklyn, 
Applic.  6249-32. 


230-34-BZ . D.B.B . 303-305  Fourth  avenue,  south¬ 

east  corner  of  Second  street 
(Block  974,  part  of  Lot  6), 
Borough  of  Brooklyn, 

Applic.  9249-34. 


272-30-BZ . D.B.B . 440-446  Utica  avenue,  923-943 

East  New  York  avenue, 
northwest  corner  and  872- 
884  Lefferts  avenue  (Block 
1430,  Lot  34),  Borough  of 
Brooklyn,  Applic.  14291-33. 


109-31-SA . F.D . Gilbarco  Oil  Burner,  Models 

GB-3,  4  and  5  and  Esso  Oil 
Burner,  Models  EB-3,  4  and 
5,  Appliances. 

520-3 1-S A . F.D . Gilbarco  Oil  Burner,  Models 

GB-1,  and  2  and  Esso  Oil 
Burner,  Models  EB-1  and  2, 
Appliances. 


348-36-A . F.D . 622-638  Ninth  avenue,  east  side 

from  West  44th  street  to 
West  45th  street,  355  West 
44th  street  and  362  West 
45th  street  (Block  1035,  Lot 
1),  Borough  of  Manhattan, 
3948-L.C. 


349-36-A . D.B.M . 1796-1808  Broadway,  232-240 

Central  Park  South,  south¬ 
east  corner  and  235-241 
West  58th  street,  (Block 
1030,  Lot  58),  Borough  of 
Manhattan, 

Alt.  1517-36. 


350-36-A . D.B.M . 127-133  Fourth  avenue  and  102- 

104  East  13th  street,  south¬ 
east  corner  (Block  558,  Lots 
7  and  10),  Borough  of  Man¬ 
hattan, 

Drop  Curb  Applic.  164-36. 


351- 36-BZ . D.B.B . 381-391  Avenue  U  and  2122-2128 

East  Second  street,  north¬ 
west  corner  (Block  7104, 
Lots  490  and  495),  Borough 
of  Brooklyn, 

Applic.  6799-36. 

352- 36-SA . F.D . International  Oil  Burning 

Heater,  Models  90,  95,  99, 
55  and  66,  Appliance. 


282-33-SA . F.D . Gilbarco  Oil  Burner,  Model 

GB-0,  and  Sachem  Oil 
Burner,  Model  GB-0, 

Appliances. 


D.B _ 

H.D _ 

D.B.B.. 
D.B.M.. 
D.B.Q.. 
D.B.R.. 
D.B.Bx. 
T.H.D., 
B.B.. . . 


CODE 

. Department  of  Buildings 

. Health  Department 

. Department  of  Buildings,  Brooklyn 

...Department  of  Buildings,  Manhattan 

. Department  of  Buildings,  Queens 

. Department  of  Buildings,  Richmond 

- - Department  of  Buildings,  Bronx 

. lenement  House  Department 

. Board  of  Buildings 


COURT  DECISIONS 


“  ““  ^uu*  *->  v-  ivxuiuucK — un  iviay  iz, 

1936,  Board  granted  m  a  business  district,  under  seC' 
at*  an  extens*on  a  garage  which  previously,  in 
Cal.  No.  1272-24- I3Z,  under  section  7e,  had  been  ex¬ 
tended  from  a  garage  existing  prior  to  1916.  The  lot 
‘“the  instant  appeal,  Cal.  No.  35-36-BZ,  Premises 
2311  St.  Raymonds  Ave.,  Borough  of  The  Bronx,  was 
acquired  thereafter.  Justice  Hammer  reversed  the 
Board  holding  7e  did  not  apply  to  the  new  street 
frontage.  (N.Y.L.J.,  November  17,  1936). 

*  *  * 


Friedland  v.  Thatcher — Prior  to  amendment  of  Zoning  Resolution 
on  June  28,  1935,  relative  to  parking,  the  Commission¬ 
er  of  Buildings  issued  a  letter  permit  to  permit  park- 
mg  under  certain  conditions  in  a  business  zone.  Upon 
finding  the  conditions  of  the  letter  permit  had  been 
violated,  the  Commissioner  revoked  said  permit  and 
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requested  the  Commissioner  of  Public  Works  to  elim¬ 
inate  the  curb  cut  and  restore  the  curb.  Thereupon 
an  injunction  was  sought  to  restrain  the  Commissioner 
from  interfering  with  petitioner’s  business.  Motion 
for  injunction  pendente  life  denied.  Mr.  Justice  Me- 
Cooey  (N.Y.L.J.,  October  30,  1935). 

*  *  * 

Friedland  vs.  Ingersoll,  as  President  of  Borough  of  Brooklyn — 
Order  of  Supreme  Court  granting  a  peremptory  order 
of  mandamus  to  lower  the  curb  in  front  of  certain 
premises  reversed  on  the  law  and  the  facts  by  Appel¬ 
late  Division;  but  directing  that  alternative  order 
of  mandamus  issue,  without  costs.  The  letter  permit 
of  the  Commissioner  of  Buildings  permitted  parking 
but  not  storage.  The  question  of  fact  as  to  whether 
there  was  merely  parking,  or  storage  in  violation  of 
the  conditions  of  the  letter  permit  should  be  tried  and 
determined.  If  the  letter  permit  conditions  were  vio¬ 
lated,  it  should  be  revoked,  otherwise,  it  should  not 
be  revoked.  The  Appellate  Division  further  held ; 
“The  powers  vested  in  the  Borough  President  by  sec¬ 
tion  184  have  devolved  upon  the  Commissioner  of 
Buildings  as  a  consequence  of  section  407,  chapter 
764,  Laws  of  1933.”  (N.Y.L.J.,  November  7,  1936). 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Sept.  15,  1936 — Vol.  21,  No.  37 
Certificate  of  Occupancy,  approved 

forms  Aug.  2,  1932 — Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules . Sept.  8,  1936 — Vol.  21,  No.  36 

Concrete  Rules  (Hydrated  Lime). ..Nov.  10,  1936 — Vol.  21,  No.  45 

Elevator  rules  . .Mar.  3,  1936 — Vol.  21,  No.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935 — Vol.  20,  No.  1 

Factory  Exit  Rules . Sept.  8,  1936 — Vol.  21.  No.  36 

Fire  Alarm  Rules  (Interior) . ..Sept.  1,  1936 — Vol.  21,  No.  35 

Fire  Drill  Rules . ....July  14,  1936 — Vol.  21,  No.  28 

Fire  Retarding  Rules  for  Garages, 

etc . Nov.  24,  1936— Vol.  21,  No.  47 

Fireproof  Wood,  Testing  of . Apr.  14,  1936 — Vol.  21,  No.  15 

Frame  Garages,  Ruling  for . ..Jan,  21,  1919 — Vol.  4,  No.  3 

Gas  Shut-Off  Rules . Apr.  7,  1925 — Vol.  10,  No.  14 

Hatchway  Protection  . Tune  5,  1928 — Vol.  13,  No.  23 

Oil  Burner  Rules . Nov.  17,  1936 — Vol.  21,  No.  46 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov.  27,  1934 — Vol.  19,  No.  48 

Platform  Trucks,  Specifications  for. Nov.  24,  1936 — Vol.  21,  No.  47 

Plumbing  Rules  . ,  ....Nov.  10,  1936 — Vol.  21,  No.  45 

Procedure,  Rules  of . Nov.  10,  1936 — Vol.  21,  No.  45 

Refrigerating  Systems,  Extract  C.O.Sept.  8,  1936 — Vol.  21,  No.  36 

Smoking  in  Factories,  Rules  for. ...Nov.  24,  1936 — Vol.  21,  No.  47 

Sprinkler  Rules  . Aug.  18,  1936 — Vol.  21,  No.  33 

Standpipe  Fireline  Rules . Nov.  3,  1936 — Vol.  21,  No.  44 

Structural  Alterations,  Reporting. ..  June  7,  1932 — Vol.  17,  No.  23 

Tank  Trucks,  Fuel  Oil,  etc . Nov.  24,  1936 — Vol.  21,  No.  47 

Tank  Trucks,  Gasoline,  etc . Nov.  24,  1936 — Vol.  21,  No.  47 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . Mar.  5.  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . Sept.  29,  1936 — Vol.  21,  No.  39 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Nov.  17,  1936 — Vol.  21,  No.  46 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  1936— Vol.  21.  No.  21 

Fuel  Oil  Burners  for  Industrial  Use.Nov.  17,  1936 — Vol.  21,  No.  46 

Fuel  Oil  Pumps . Nov.  24,  1936 — Vol.  21,  No.  47 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . Nov.  17,  1936 — -Vol.  21,  No.  46 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  23,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

11-34-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Ada  Koggan, 
owner. 

PREMISES — 277-293  Chester  street,  east  side,  179  ft.  2 
in.  south  of  Blake  avenue  (Block  No.  3560,  Lot 
No.  12),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  October  6,  1936  under  new 
proposal), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
denied  for  a  junk  shop). 


294-36- BZ. 

APPLICANT — Matthew  W.  DelGaudio,  for  Ernest  Da- 
miane,  owner. 

PREMISES — 2496  Elm  place,  east  side,  57.75  ft.  south  of 
Fordham  road  (Block  No.  3023,  Lot  No.  79), 
Borough  of  the  Bronx. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  the  extension,  from  a  business  use  district 
into  a  residence  use  district,  of  a  proposed  busi¬ 
ness  building. 

624-26- BZ. 

APPLICANT — Apa  Realty  Corporation,  owner. 

PREMISES — Southwest  corner  of  Kissena  boulevard 
(road)  and  Nassau  boulevard  (Block  No.  2167, 
Lot  No.  35),  Flushing,  Borough  of  Queens. 

APPLICATION,  under  section  7f  of  the  building  zone 
resolution  (reopened  October  6,  1936). 

TO  PERMIT  in  a  business  use  district  the  maintenance 
of  a  gasoline  service  station  (erected  under  a 
temporary  variation  granted  by  the  Board)  for 
an  additional  temporary  period  of  two  (2)  years. 


NOVEMBER  24,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  Novem¬ 
ber  24,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters  : 


cal.  no.  244-36-BZ — Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 


cal.  no.  250-36-BZ — Application,  August  19,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Benjamin  Millstein,  applicant, 
on  behalf  of  The  City  Mortgage  Com¬ 
pany,  owner,  to  permit  the  change  of 
use  from  stores  to  gasoline  service  sta¬ 
tion  for  a  portion  of  the  first  floor  of 
an  existing  garage  and  store  building; 
premises  182-184  Fulton  street  and  91 
Orange  street,  northwest  corner  (Block 
No.  222,  Lot  No.  17),  Borough  of 
Brooklyn. 


cal.  no.  240-36-BZ — Application,  August  4,  1936,  under 
section  7 a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 
plicants,  on  behalf  of  Joseph  Giganti, 
owner,  to  permit  the  extension  of  an 
existing  public  garage  and  the  erec- 
iton  of  a  gasoline  service  station  in 
a  residence  use  district;  premises 
87-14  92nd  street,  west  side,  110.39  ft. 
south  of  Jamaica  avenue  (Block  No. 
79,  Lot  J4o.  20),  Woodhav^n,  Bor¬ 
ough  of  Queens. 
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cal.  no.  2S6-36-BZ — Application,  September  3,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  William  I.  Hohauser, 
applicant,  on  behalf  of  Marie  E.  Har- 
dart,  owner,  to  permit  the  erection 
of  a  business  building  (theatre)  part¬ 
ly  in  a  business  use  district  and  partly 
in  a  residence  use  district  and  the 
omission  of  the  required  rear  yard ; 
premises  1109  Lexington  avenue,  east 
side,  68.6  ft.  north  of  East  77th  street 
and  153-157  East  77th  street  (Block 
No.  1412,  Lot  Nos.  20^4,  23,  23^4  and 
24),  Borough  of  Manhattan. 

t 

cal.  no.  287-36-BZ — Application,  September  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Charles  L.  Fleece,  applicant, 
on  behalf  of  The  Bowery  Savings 
Bank,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  101  East  109th  street  and  1501 
Park  avenue,  northeast  corner  (Block 
No.  1637,  Lot  No.  1),  Borough  of  Man¬ 
hattan. 

cal.  no.  257-36-BZ — Application,  September  4,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  John  J.  Beatty,  applicant, 
on  behalf  of  Buckminster  Estates,  Inc., 
owner,  to  permit  the  erection  of  a 
business  building  (theatre  and  stores) 
extending  from  a  business  use  district 
to  a  residence  use  district ;  premises 
1713  Church  avenue,  north  side,  105 
ft.  in.  east  of  East  17th  street 
(Block  No.  5078,  Lot  No.  30),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOVEMBER  24,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

299- 36-A — 321-323  West  44th  street,  north  side,  275  ft. 

west  of  8th  avenue,  and  322-324  West  45th 
street  (Block  No.  1035,  Lot  No.  20),  Bor¬ 
ough  of  Manhattan. 

300- 36-A — 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1),  (6th  floor),  Borough  of  Manhat¬ 
tan. 

306-36-A — 345  West  44th  street,  north  side,  200  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  No. 
9),  Borough  of  Manhattan. 

31 1-36- A — 331-337  West  44th  street,  north  side,  300  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  Nos. 
13,  14,  15  and  16),  Borough  of  Manhattan. 

316-36-A — 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (6th  floor),  Borough  of  Man¬ 
hattan. 

338-36-A — 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (12th  floor),  Borough  of 
Manhattan. 


344-36-A — 201-215  West  43rd  street,  206-214  West  44th 
street  and  1493-1501  Broadway  (Block  No. 
1015,  Lot  Nos.  26  to  37),  (10th  floor), 
Borough  of  Manhattan. 

347- 36-A— 729  Seventh  avenue,  southeast  corner  of  West 

49th  street  (Block  No.  1001,  Lot  No.  61), 
Borough  of  Manhattan. 

348- 36-A — 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1)  ;  (9th  floor  center),  Borough  of 
Manhattan. 

328-36-A — 446-448  West  14th  street,  south  side,  175  ft.  east 
of  10th  avenue  (Block  No.  646,  Lot  Nos. 
14  and  15),  Borough  of  Manhattan. 

333-36-A — 2  Park  avenue,  west  side,  from  East  32nd  street 
to  East  33rd  street  (Block  No.  862,  Lot 
No.  29),  Borough  of  Manhattan. 

Variations  of  Labor  Law 

190-36-S — 683  Third  avenue,  east  side,  20.5  ft.  north  of 
East  43rd  street  (Block  No.  1317,  Lot  No.  2), 
Borough  of  Manhattan. 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  No¬ 
vember  24,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  reserved 
without  further  argument,  pending  an  inspection  and  a 
report  with  recommendation  by  the  committee  of  the 
board : 

cal.  no.  225-36-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  The  North 
American  Holding  Corporation,  own¬ 
er,  reopened  under  new  facts  Novem¬ 
ber  4,  1936,  under  sections  7c  and  21 
of  the  building  zone  resolution,  to 
permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  erection  of  a  six  (6)  story 
dwelling  with  business  use  (stores)  on 
the  first  story  (previously  denied)  ; 
premises  1182-1196  Grand  Concourse 
and  180-188  East  167th  street,  south¬ 
east  corner  (Block  No.  2456,  Lot  Nos. 
155-163),  Borough  of  The  Bronx. 

cal.  no.  158-36-BZ — Application,  May  29,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolu¬ 
tion  of  Gustave  Lindell,  applicant  and 
lessee,  on  behalf  of  Kew  Club  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  storage  and 
parking  of  more  than  five  (5)  motor 
vehicles ;  premises  83-26  Austin  street, 
south  side,  180  ft.  east  of  Lefferts 
boulevard  (Block  No.  3338,  Lot  No. 
25),  Kew  Gardens,  Borough  of 
Queens. 

cal.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta- 
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tion  .partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
yueens. 

cal.  no  121-36-BZ — Application,  May  5,  1936,  under  sec¬ 
tions  7f  and  21  of  the  building  zone 
resolution,  of  Benjamin  Maksik,  appli¬ 
cant  and  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  an  open  air  dining 
and  dancing  pavilion  and  also  the 
parking  of  more  than  five  (5)  motor 
vehicles  (of  patrons)  ;  premises  2686- 
2700  Linden  boulevard,  southwest  cor¬ 
ner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  30,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

172-36-BZ. 

APPLICANT — Jeffroy  J.  Lewin,  for  Knickerbocker  Laun¬ 
dry  Co.,  Inc.,  owner. 

PREMISES — 80-19  to  80-25  Cornish  avenue,  north  side, 
135.66  ft.  east  of  Queens  boulevard  (Block  No. 
1538,  Lot  Nos.  87  and  91),  Elmhurst,  Borough  of 
Queens. 

APPLICATION,  under  sections  7- A  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  factory, 
power  wet-wash  laundry,  dry  cleaning,  dyeing  and 
finishing  uses. 

245-36-BZ. 

APPLICANT— Washington  Square  Home  for  Friendless 
Girls,  owner. 

PREMISES — 7  West  8th  street,  north  side,  119.3  ft.  west 
of  5th  avenue  (Block  No.  572,  Lot  No.  47),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  part  of  an  existing  building  to  busi¬ 
ness  use  (store). 

261-36-BZ. 

APPLICANT — Fred  S.  Loewenthal,  for  Regina  Loewen- 
thal,  owner. 

PREMISES — 2891-2895  Bailey  avenue,  west  side,  57  ft. 
south  of  West  230th  street,  and  60-64  West  230th 
street  (Block  No.  3264,  Lot  Nos.  82  and  88),  Bor¬ 
ough  of  The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  use  of  a  plot 
of  ground  as  a  parking  space  for  more  than  five 
(5)  motor  vehicles. 

282-36-BZ. 

APPLICANT — Henry  Albert,  for  Sidney  Knopfler,  owner. 

PREMISES — West  side  of  34th  street,  140.10  ft.  south  of 


28th  avenue  (Block  No.  627,  Lot  Nos.  26)4,  27, 
28  and  29),  Long  Island  City,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  use  of  a  plot 
of  ground  as  a  parking  space  for  more  than  five 
(5)  motor  vehicles. 


DECEMBER  1,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  1,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  298-36-BZ — Application,  October  7,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Fred  B.  McDuffee,  Assistant 
Chief  Engineer,  Department  of  Sani¬ 
tation,  applicant,  on  behalf  of  Depart¬ 
ment  of  Sanitation,  City  of  New  York 
City,  owner,  to  permit  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  Section  Station  for  the  De¬ 
partment  of  Sanitation;  premises  18-15 
124th  street,  east  side,  150  ft.  south  of 
18th  avenue  (Block  No.  4130,  Lot  No. 
13),  College  Point,  Borough  of  Queens. 

cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

cal.  no.  181-36-BZ — Application,  June  12,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Joseph  Weiss 
Co.,  Inc.,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a 
proposed  gasoline  service  station ; 
premises  1490-1498  Linden  boulevard, 
south  side,  478  ft.  4)4  in.  east  of  Rock- 
away  avenue  (Block  No.  3644,  Lot 
No.  85),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairrtian. 


DECEMBER  1,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

323-36-A — 21-29  Clark  street  and  79-99  Willow  street, 
northeast  corner  (Block  No.  230,  Lot  No. 
1),  Borough  of  Brooklyn. 

341-36-A — 1749-1753  Flatbush  avenue,  southeast  corner  of 
Avenue  J  (Block  No.  7617,  Lot  No.  80), 
Borough  of  Brooklyn. 
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Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  De¬ 
cember  1,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board: 

cai..  no.  217-33-BZ — Application  of  Benjamin  N.  Brody, 
applicant,  on  behalf  of  Helen  Schrage 
Lehman,  owner,  reopened  May  5,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  110-38  Springfield 
boulevard  and  217-20  110th  road,  south¬ 
west  corner  (Block  No.  2038,  Lot  No. 
28),  Queens  Village,  Borough  of 
Queens. 


Co.,  lessee  (long  term  lease),  reopened 
June  16,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  and  partly  in  an 
unrestricted  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  (previously  denied  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion)  ;  premises  5214-5218  Broadway 
and  89  West  225th  street,  northeast 
corner  (Block  No.  2215,  Lot  No.  106), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  4,  1936,  10  A.  M. 


SPECIAL  MEETING. 

Rules 

217-21-SR — Oil  Burner  Rules,  Proposed  Amendments  of. 


CALL  OF  CLERK’S  CALENDAR 


cal.  no.  54-36-BZ — Application,  March  10,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Kadel,  Van  Kirk  and 
Trencher,  applicants,  on  behalf  of  B. 
&  S.  Gasoline  Stations,  Inc.,  owner, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline 
service  station ;  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend 
Neck  road,  northwest  corner  (Block 
No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

cal.  no.  589-31-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Sona  Cooper- 
stein,  owner,  reopened  July  14,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  the  extension  in 
area  of  an  existing  gasoline  service 
station  previously  granted  by  the 
Board;  premises  159-01  to  159-07  114th 
avenue  (Linden  boulevard)  and  159-02 
to  159-08  Meyer  avenue,  northeast  cor¬ 
ner  of  159th  street  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough 
of  Queens. 

cal.  no.  935-19-BZ — Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board ;  prem¬ 
ises  1730-1750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 


MONDAY,  DECEMBER  7,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

246-36-BZ. 

APPLICANT — Frank  J.  Fennimore,  for  Maria  Notar- 
francesco,  owner. 

PREMISES — 550-560  New  York  avenue,  northwest  corner 
of  Maple  street  (Block  No.  4791,  part  of  Lot  Nos. 
44  and  46),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  use  of  a  vacant 
plot  of  ground  for  the  parking  of  more  than  five 
(5)  motor  vehicles  for  a  period  of  not  more  than 
two  (2)  years. 

289-36-BZ. 

APPLICANT — Anna  Kelly,  owner. 

PREMISES — 7  Androvette  street,  northwest  corner  of  Ar¬ 
thur  Kill  road  (Block  No.  7328,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  garage  for  five  (5)  motor 
vehicles  to  a  garage  for  five  (5)  motor  vehicles 
and  motor  vehicle  repair  shop  for  minor  repairs 
and,  also,  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

233-36-BZ. 

APPLICANT — A1  Gerbolini,  for  The  Corporation  for  the 
Relief  of  Widows  and  Children  of  Clergymen  of 
The  Protestant  Episcopal  Church  in  the  State  of 
New  York,  owner. 

PREMISES — 1802  54th  street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot  No.  9),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  occu¬ 
pancy  of  part  of  an  existing  building  to  a  motor 
vehicle  repair  shop. 


DECEMBER  8,  1936,  10  A.  M. 


cal.  no.  391-27-BZ — Application  of  Daniel  Marshall,  ap¬ 
plicant,  on  behalf  of  Sinclair  Refining 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 


CALENDAR 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 


cal.  no.  354-32-BZ — Application  of  Charles  A.  McKeon, 
applicant  and  lessee,  reopened  Novem¬ 
ber  17,  1936  for  consideration  of  ex¬ 
tension  of  permit— re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  main¬ 
tenance  of  parking  space  for  more 
than  five  (5)  motor  vehicles  for  a  tem¬ 
porary  period ;  premises  598  Flatbush 
avenue,  west  side,  176  ft.  7^4  in.  north 
of  Chester  court  (Block  No.  5026,  Lot 
No.  136),  Borough  of  Brooklyn. 

cal.  no.  272-30-BZ — Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  and  restored  to 
calendar  November  17,  1936,  by  Order 
of  the  Court — re  Application,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  440-446  Utica  ave¬ 
nue  and  923-943  East  New  York  ave¬ 
nue,'  northwest  corner  and  872-884 
Lefferts  avenue  (Block  No.  1430,  Lot 
No.  34),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  8,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  De¬ 
cember  8,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters. 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


cal.  no.  230-34-BZ — Application  of  William  F.  Clark,  ap¬ 
plicant  and  owner,  reopened  November 
17,  1936  for  consideration  of  extension 
of  permit — re  Application,  granted  on 
condition,  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  use  district  the  maintenance 
of  an  existing  motor  vehicle  repair 
shop  for  a  temporary  period ;  premises 
303-305  Fourth  avenue,  southeast  cor¬ 
ner  of  Second  street  (Block  No.  974, 
part  of  Lot  No.  6),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  15,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  De¬ 
cember  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 


cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420.  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


1343 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  NOVEMBER  17,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  November  10,  1936  and  the  minutes 
of  the  regular  meeting  of  the  board  held  on  Tuesday 
afternoon,  November  10,  1936,  were  approved  as  printed 
in  Bulletin  No.  46,  Vol.  XXI. 


BUILDING  ZONE  CASES. 

128-36-BZ. 

APPLICANT— Harry  P.  Jaenike  for  Spruille  Braden, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  erection  and  maintenance  of  a  multiple 
dwelling,  and  also,  a  garage  for  more  than  five 
(5)  motor  vehicles  to  be  used  for  tenants  of  mul¬ 
tiple  dwelling  on  same  plot. 

PREMISES  AFFECTED — 5205-5257  Sycamore  avenue, 
west  side,  308.57  ft.  south  of  West  254th  street, 
between  Sycamore  avenue  and  Railroad  Right  of 
Way  (Block  No.  3420,  Lot  Nos.  485-850),  Borough 
of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Harry  P.  Jaenicke. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936 
at  10  A.  M.  upon  request  of  applicant. 


249-36-BZ. 


APPLICANT — Scacchetti  &  Siegel  for  Steinberg  &  Po- 
koik,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  residence 
use  district  and  partly  in  a  business  use  district 
the  alteration  of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional  stores  on  the 
basement  story,  East  167th  street  front  of  building. 

PREMISES  AFFECTED — 1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  corner  (Block 
No.  2463,  Lot  No.  46),  Borough  of  The  Bronx. 
APPEARANCES— 


For  Applicant:  Archie  Samuels  and  Max  Siegel. 
For  Opposition  :  Abraham  Silverberg  and  Leon  A. 
Mnuchin. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936  at 
10  A.  M.  upon  request  of  attorney  in  opposition. 


241-36-BZ. 


APPLICANT  George  A.  Voss,  for  Medical  Society  of 
the  County  of  Kings  and  Academy  of  Medicine  of 
Brooklyn,  Inc.,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  business  use  dis¬ 
trict. 


PREMISES  AFFECTED — 1307-1311  Bedford  avenue  and 
1214  Atlantic  avenue,  southeast  corner  (Block  No. 
1200,  Lot  No.  9),  Borough  of  Brooklyn 
APPEARANCES— 

For  Applicant:  George  A.  Voss. 

For  Opposition:  Michael  Graham. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  10  A.  M.  upon  request  of  applicant. 


257-36-BZ. 

APPLICANT — John  J.  Beatty  for  Buckminster  Estates, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution  to  permit  the  erection  of  a  business 
building  (theatre  and  stores)  extending  from  a 
business  use  district  to  a  residence  use  district. 

PREMISES  AFFECTED — 1713  Church  avenue,  north 
side,  105  ft.  9%  in.  east  of  East  17th  street  (Block 
No.  5078,  Lot  No.  30),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  George  E.  Beatty. 

For  Opposition  :  Mrs.  McGill. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  10  A.  M.  upon  request  of  applicant’s  representa¬ 
tive. 


217-33-BZ. 

APPLICANT — Benjamin  N.  Brody,  for  Helen  Schrage 
Lehman,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district,  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station 
(previously  denied;  reopened  May  5,  1936). 

PREMISES  AFFECTED — 110-38  Springfield  boulevard 
and  217-20  110th  road,  southwest  corner  (Block 
No.  2038,  Lot  No.  28),  Queens  Village,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Benjamin  N.  Brody. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936,  at 
2  P.  M.  for  report  of  committee.  No  further  ar¬ 
gument. 


181-36-BZ. 

APPLICANT — Irving  Kirshenblit  for  Joseph  Weiss  Co., 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  the  extension 
from  an  unrestricted  use  district  into  a  business 
use  district  of  a  proposed  gasoline  service  station. 

PREMISES  AFFECTED — 1490-1498  Linden  boulevard, 
south  side,  478  ft.  4J4  in.  east  of  Rockaway  avenue 
(Block  No.  3644,  Lot  No.  85),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  David  Weiss. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936, 
at  10  A.  M.  upon  written  request  of  attorney  in 
opposition. 


APPEAL  FROM  ADMINISTRATIVE  ORDER 


349-36-A. 

APPLICANT — Blandy,  Mooney  and  Ship,  for  George 
Ehret  Columbus  Circle  Corporation,  owner. 
SUBJECT — Request  for  Acceptance — (time  within  which 
to  appeal  having  expired).  Appeal  from  decision 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 1796-1808  Broadway,  232-240 
Central  Park  South  and  235-241  West  58th  street 
(Block  No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  John  A.  Brough  and  Max  Siegel. 
For  Opposition :  Clifford  L.  Tichenor  and  Joseph 
F.  Addonizio. 
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ACTION  OF  BOARD — Rules  of  Procedure  waived  and 

TBriP/il  Jicrpntpn 

THE  VOTE  TO  WAIVE  RULES  OF  PROCEDURE 
AND  ACCEPT  APPEAL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negative  .  0 

Absent  .  0 


Adjourned,  11 : IS  A.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  NOVEMBER  17,  1936. 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES. 

S89-31-BZ. 

APPLICANT — Scacchetti  and  Siegel  for  Sonia  Cooper- 
stein,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  the  extension  in  area 
of  an  existing  gasoline  service  station  previously 
granted  by  the  board  (reopened  July  14,  1936). 

PREMISES  AFFECTED— 159-01  to  159-07  114th  avenue 
(Linden  boulevard)  and  159-02  to  159-08  Meyer 
avenue,  northeast  corner  of  159th  street  (Block 
No.  2958,  Lot  Nos.  1  and  3),  Jamaica,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Max  Siegel. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936,  at 
2  P.  M.,  for  inspection  and  report  of  committee. 
No  further  argument. 


54-36-BZ. 

APPLICANT— Kadel,  Van  Kirk  &  Trencher,  for  B.  &  S. 

Gasoline  Stations,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  residence  use  dis¬ 
trict  the  maintenance  of  a  gasoline  service  station. 
PREMISES  AFFECTED— 2240-2250  Ocean  parkway  and 
515-531  Gravesend  Neck  road,  northwest  corner 
(Block  No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Bernard  Trencher  and  Max  Siegel. 
For  Opposition:  Joseph  Joffe  and  L.  C.  Squire  for 
Department  of  Parks. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936 
at  2  P.  M.,  for  inspection  and  report  of  commit¬ 
tee.  No  further  argument. 


935-19-BZ. 

APPLICANT — Sidney  L.  Strauss,  for  Firestone  Tire  and 
Rubber  Co.,  owner. 

SUBJECT — Application  reopened  September  22,  1936,  un¬ 
der  section  21  for  consideration  of  an  amendment 
of  resolution — re  (decision  of  the  commissioner  of 
buildings)  so  as  to  permit  in  a  business  use  district 
the  extension  of  existing  gasoline  service  station 


and  the  addition  of  an  automobile  repair  shop  in  a 
building  occupied  as  a  garage  and  gasoline  service 
station  previously  granted  by  the  board. 

PREMISES  AFFECTED— 1730-1750  Bedford  avenue  and 
133-147  Empire  boulevard,  northwest  corner  and 
94-110  Sullivan  place  (Block  No.  1306,  Lot  No. 
49),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936, 
at  2  P.  M.  for  further  consideration  by  the  board. 


121-36-BZ. 

APPLICANT — Benjamin  Maksik,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7f  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict,  the  erection  and  maintenance  of  an  open  air 
dining  and  dancing  pavilion,  and,  also,  the  parking 
of  more  than  five  (5)  motor  vehicles  (of  patrons). 

PREMISES  AFFECTED— 2686-2700  Linden  boulevard, 
southwest  corner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  C.  Barnett. 

For  Opposition :  None. 

ACTION  OF  BOARD— Laid  over  to  November  24,  1936 
at  2  P.  M.,  on  request  of  applicant’s  representative. 


391-27-BZ. 

APPLICANT — Daniel  Marshall,  for  Sinclair  Refining  Co., 
lessee  (long  term  lease). 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  and  partly 
in  an  unrestricted  use  district,  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  denied  under  section  7  (c)  of  the  building 
zone  resolution;  reopened  June  16,  1936). 

PREMISES  AFFECTED— 5214-5218  Broadway  and  89 
West  225th  street,  northeast  corner  (Block  No. 
2215,  Lot  No.  106),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  I.  T.  Flatto  and  Daniel  Marshall. 
For  Opposition  :  Rose  Scala  and  Jay  Anfanger. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936 
at  2  P.  M.  for  report  of  committee.  No  further 
argument. 


207-33-BZ. 

APPLICANT — O’Brien  Building  Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening  consideration  un¬ 
der  section  7h  of  the  building  zone  resolution 
(previously  withdrawn  under  section  21)  re  (de¬ 
cision  of  the  commissioner  of  buildings)  to  permit 
in  a  business  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 
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PREMISES  AFFECTED— 3090-3102  Webster  avenue  and 
401-409  East  203rd  street,  northeast  corner  (Block 
No.  3330,  Lot  Nos.  65,  66,  67  and  68),  Borough 
of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Michael  Glick. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


3 54-32-BZ. 

APPLICANT — Charles  A.  McKeon,  lessee. 

SUBJECT- — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
maintenance  of  parking  space  for  more  than  five 
(5)  motor  vehicles  for  a  temporary  period. 

PREMISES  AFFECTED — 598  Flatbush  avenue,  west 
side,  176  ft.  7}4  in-  north  of  Chester  court  (Block 
No.  5026,  Lot  No.  136),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Charles  A.  McKeon. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  December  8,  1936, 
at  10  A.M.  Applicant  to  notify  property  owners 
in  the  affected  area  by  registered  mail  not  later 
than  November  25,  1936.  Such  notice  to  include 
instructions  to  property  owners  that  objections  or 
consents  shall  be  filed  with  the  board  not  later  than 
December  4,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


272-30-BZ. 

APPLICANT — Jacob  A.  Freedman,  for  Rubel  Corpora¬ 
tion,  owner. 

SUBJECT — Application  for  reopening — restoration  to  cal¬ 
endar  by  Order  of  the  Court — re  Application  (de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station.  (Previously 
denied) 

PREMISES  AFFECTED — 440-446  Utica  avenue  and  923- 
943  East  New  York  avenue,  northwest  corner  and 
872-884  Lefferts  avenue  (Block  No  1430,  Lot  No. 
34),  Borough  of  Brooklyn 

APPEARANCES— 

For  Applicant:  Jacob  A.  Freedman  and  Michael 
Levine. 

For  Opposition:  Harry  Moorhead,  Alfred  A.  Al¬ 
ter,  Harry  K.  Nadell  and  Alfred  Hamel. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  December  8,  1936, 
at  10  A.  M.  Applicant  to  notify  property  owners 
in  the  affected  area  by  regular  mail  not  later  than 
November  25,  1936.  Such  notice  to  include  in¬ 
structions  to  property  owners  that  objections  or 
consents  shall  be  filed  with  the  board  not  later 
than  December  4,  1936. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negative  .  0 

Absent  .  0 


230-34-BZ. 

APPLICANT — William  F.  Clark,  owner. 

SUBJECT- — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  maintenance  of  an  existing  motor  vehicle  re¬ 
pair  shop  for  a  temporary  period. 

PREMISES  AFFECTED — 303-305  4th  avenue,  southeast 
corner  of  2nd  street  (Block  No.  974,  part  of  Lot 
No.  6),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  E.  Lenhart. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  December  8,  1936,  at  2 
P.M. 

THE  VOTE  TO  REOPEN— 

Alnrmauve :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


299-34-BZ. 

APPLICANT — Charles  J.  Bensky  for  Nathan  Bensky, 
owner. 

SUBJECT — Request  for  reopening  under  alleged  new  facts 
— re  Application  (decision  of  the  commissioner  of 
buildings)  tinder  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station.  (Previously  denied). 

PREMISES  AFFECTED — East  side  of  Sedgwick  avenue, 
795  ft.  south  of  West  167th  street  (Block  No. 
2527,  part  of  Lot  No.  88),  Borough  of  The  Bronx. 

APPEARANCES— 


For  Applicant :  Charles  J.  Bensky. 

ACTION  OF  BOARD — -Request  for  reopening  denied. 
THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  Q 


THE  RESOLUTION 


(299-34-BZ) 

Whereas,  Michael  Glick  for  Nathan  Bensky,  owner, 
filed  October  23,  1934,  an  application  under  section  21  of 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station ;  premises  east  side  of  Sedgwick  avenue,  795  feet 
south  of  West  167th  street  (Block  No.  2527,  part  of  Lot 
No.  88),  Borough  of  The  Bronx;  and 
Whereas,  public  hearing  was  held  on  this  application  by 
the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing,  March  26,  1935,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  at  said  meeting  a  report  of  a  committee  of 
inspection  of  the  board  recommended  the  denial  of  this 
application  and  the  board  then  deemed  that  the  applicant 
had  failed  to  substantiate  the  basis  of  his  application 
under  section  21  of  the  building  zone  resolution,  practical 
difficulty  or  unnecessary  hardship;  and 
Whereas,  the  board  thereupon  on  March  26,  1935,  de¬ 
nied  this  application;  and 

Whereas,  the  owner,  through  his  attorney,  Charles  J. 
Bensky,  requested  a  reopening  of  this  application  under 
new  facts;  and 

Whereas,  an  opportunity  was  afforded  this  representa- 
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tive  to  state  these  facts  at  the  meeting  of  the  Board 
November  17,  1936;  and 

Whereas,  the  board  deemed  that  the  statements  pre¬ 
sented  by  the  owner’s  representative  did  not  constitute 
new  facts  sufficient  to  warrant  a  reopening  of  the  appli¬ 
cation. 

Resolved,  that  the  request  to  reopen  the  application  be 
and  it  hereby  is  denied. 


216-33-BZ. 

APPLICANT — M.  M.  &  L.  Realty  Co.,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  secton  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 2414-2420  Flatbush  avenue, 
southwest  corner  of  Avenue  T  (Block  No.  8542, 
Lot  No.  41),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  James  Ward. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(216-33-BZ) 


Whereas,  this  application  affecting  premises  2414-2420 
Flatbush  avenue,  southwest  corner  of  Avenue  T  (Block 
No.  8542,  Lot  No.  41),  Borough  of  Brooklyn,  was  granted 
by  the  board  December  5,  1933,  on  certain  conditions,  time 
to  complete  work  extended  to  January  29,  1935  and  October 
22,  1935  and  owner  requests  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Decem¬ 
ber  5,  1933,  only  so  far  as  it  has  reference  to  completion 
of  work,  so  that  as  amended  this  portion  of  the  resolution 
shall  read : 

“.  .  .  in  view  of  the  statement  by  owner  of  property 
in  question  that  all  plans  filed  in  connection  therewith 
have  been  approved,  all  work  shall  be  completed  with¬ 
in  one  year  from  the  date  of  this  amended  resolution,” 
on  condition  that  other  than  as  amended  herein  the  reso¬ 
lution  adopted  by  the  board  on  December  5,  1933,  shall  be 
complied  with  in  all  respects,  and  that  letter  of  Lama 
&  Proskauer,  dated  October  30th,  1936,  requesting  reopen¬ 
ing  and  amendment  of  resolution  shall  be  withdrawn. 


330-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Frederick  Pris- 
co,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  7f  of  the  building  zone 
resolution,  permitting  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — Southwest  corner  of  Kissena 
road  and  Vleigh  road  (Block  No.  2395,  Lot  No. 
1),  Flushing,  Borough  of  Queens. 


APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(330-29-BZ) 


Whereas,  this  application  affecting  premises  southwest 
corner  of  Kissena  road  and  Vleigh  road  (Block  No.  2395, 
Lot  No.  1),  blushing,  Borough  of  Queens,  was  granted  by 
the  board,  December  20,  1932,  under  section  7,  subdivision 
F  on  certain  conditions,  resolution  amended  May  7,  1935 
and  June  16,  1936,  and  applicant  requests  a  further  amend¬ 
ment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  June  16, 
1936  in  so  far  as  it  affects  the  reconstruction  of  the  acces¬ 
sory  building  so  as  to  enclose  greasing  pits,  so  that  as 
amended  the  resolution  shall  read  : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted, 
under  section  7,  subdivision  f,  for  a  temporary  permit 
for  tivo  (2)  years  from  May  7,  1935,  for  the  use  of 
the  premises  as  a  gasoline  service  station,  on  condition 
that  all  pumps  shall  be  set  back  at  least  10  feet  from 
the  street  line ;  that  there  shall  be  not  more  than  two 
(2)  entrances  to  gasoline  service  station  on  Kissena 
road  and  not  more  than  one  (1)  on  Vleigh  road,  each 
entrance  to  be  not  more  than  12  feet  wide,  and  in 
the  event  that  curbing  is  installed  during  the  term  of 
this  temporary  permit,  that  openings  not  more  than 
14  feet  wide  shall  be  made  in  the  curb  opposite  these 
entrances  only ;  that  any  buildings  for  accessory  use 
shall  be  limited  to  one  story  in  height,  located  sub¬ 
stantially  as  shown  on  plans  submitted,  approximately 
at  the  rear  lot  line,  and  to  be  of  the  size  and  in  ac¬ 
cordance  with  the  elevations  appearing  on  the  draw¬ 
ings  submitted ;  that  there  shall  be  no  advertising  signs 
installed  except  the  usual  signs  on  the  globes  of  the 
gasoline  pumps  and  a  flat  sign  on  the  facade  of  the 
building;  that  no  portable  gasoline  pumps  shall  be  used 
on  or  from  the  property ;  that  in  the  event  the  owner 
desires  to  enclose  any  greasing  pits  erected  on  the  plot 
in  a  structure,  not  exceeding  one  story  in  height,  as 
indicated  on  plan  marked  ‘Received  June  16,  1936’,  such 
extension  of  the  accessory  building  may  be  permitted 
and  the  exterior  may  be  reconstructed  as  indicated  on 
plan  marked  ‘Received  November  10,  1936’,  on  condi¬ 
tion  that  there  shall  be  no  excavation  other  than  for 
greasing  pits  and  that  the  front  portion  of  the  build¬ 
ing  shall  remain  open  to  the  air  without  doors ;  that 
the  ceiling  shall  be  fire  retarded  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals; 
that  such  building  shall  be  constructed  of  fireproof 
materials  except  that  the  roof  beams  and  roof  boarding, 
exterior  frames  and  sash  may  be  of  wood ;  that  no 
signs  shall  be  erected  on  the  roof  or  walls  of  the 
building  other  than  a  fixed  permanent  sign  on  the 
front  thereof  indicating  its  use  and  that  no  open 
grease  pit  not  contained  within  such  building  shall  be 
maintained.” 
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APPEALS  FROM  ADMINISTRATIVE  ORDERS 

301-36-A. 

APPLICANT — Margaret  Farrell,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 619-623  East  163rd  street, 
north  side,  60  ft.  west  of  Cauldwell  avenue  and 
606-608  Teasdale  place  (Block  No.  2621,  Lot  Nos. 
29,  30,  31,  18  and  20),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  J.  J.  Driscoll. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.  M.  on  request  of  applicants  representative. 


323-36-A. 

APPLICANT — Slee  and  Bryson,  for  The  Towers  Man¬ 
agement  Corporation,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 21-29  Clark  street  and  79-99 
Willow  street,  northeast  corner  (Block  No.  230, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  B.  Merideth  Langstaff. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936,  at 
2  P.  M.  for  consideration  of  board  and  report 
without  further  argument. 

341-36-A. 

APPLICANT — M.  H.  Korn,  for  The  Texas  Company, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1749-1753  Flatbush  avenue, 
southeast  corner  of  Avenue  J  (Block  No.  7617, 
Lot  No.  80),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  P.  Lynch. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buiklings. 

AC  I  ION  OF  BOARD — Laid  over  to  December  1,  1936,  at 
2  P.  M.  for  inspection  and  report  of  committee. 


299-36-A. 

APPLICANT — A.  W.  Schwalberg,  for  Intrastate  Theatre 
Corporation,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commission- 

PREMISES  AFFECTED — 321-323  West  44th  street,  north 
side,  275  ft.  west  of  Eighth  avenue  and  322-324 
West  45th  street  (Block  No.  1035,  Lot  No.  20), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration:  Inspector  Mojarietta,  Fire 
Department. 

AC1ION  OF  BOARD — Laid  over  to  November  24,  1936, 
at  2  P.  M.  for  further  consideration  by  the  board. 


300-36-A. 

APPLICANT — A.  W.  Schwalberg,  for  Vitagraph,  Inc., 
lessee. 

SUBJECT  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

1  REMISES  AFFECTED — 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  6th 
floor,  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 


For  Administration:  Inspector  Mojarietta,  Fire 
Department. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.  M.  for  further  consideration  by  the  board. 

3 06-36- A. 

APPLICANT  Twentieth  Century-Fox  Film  Corp.,  owner. 

SUBJECT!  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 345  West  44th  street,  north 
side,  200  ft.  east  of  9th  avenue  (Block  No.  1035, 
Lot  No.  9),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration:  Inspector  Mojarietta,  Fire 
Department. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936, 
at  2  P.M.  for  further  consideration  by  the  board! 


311-36-A. 

APPLICANT — G.  Knox  Haddow,  for  Paramount  Pic¬ 
tures,  Inc.,  lessee. 

SUBJECT  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 331-337  West  44th  street,  north 
side,  300  ft.  east  of  Ninth  avenue  (Block  No. 
1035,  Lot  Nos.  13,  14,  15  and  16),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Administration :  Inspector  Mojarietta,  Fire 
Department. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.M.  for  further  consideration  by  the  board. 

3 16-36- A. 

APPLICANT — Robert  Hilton,  for  United  Artists  Cor¬ 
poration,  lessee. 

SUBJECT  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

I  REMISES  AFFECTED — 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  6th 
lloor,  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration:  Inspector  Mojarietta,  Fire 
Department. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.M.  for  further  consideration  by  the  board. 


338-36-A. 

APPLICANT  J.  S.  MacLeod,  for  Metro-Goldwyn-May- 
er  Distributing  Corporation,  lessee. 

SUBJECT  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  12th 
floor  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration:  Inspector  Mojarietta,  Fire 
Department. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.M.  for  further  consideration  by  the  board. 

344-36-A. 

APPLICANT — G.  Knox  Haddow,  for  Paramount  Pic¬ 
tures,  Inc.,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 
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PREMISES  AFFECTED— 201-215  West  43rd  street, 
206-214  West  44th  street  and  1493-1501  Broadway, 
10th  floor,  (Block  No.  1015,  Lot  Nos.  26  to  37), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Administration:  Inspector  Mojarietta,  Fire 
Department. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.M.  for  further  consideration  by  the  board. 


347-36-A. 

APPLICANT — Floyd  L.  Weber,  for  Columbia  Pictures 
Corporation,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREAIISES  AFFECTED — 729  Seventh  avenue,  southeast 
corner  of  West  49th  street  (Block  No.  1001,  Lot 
No.  61),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Administration :  Inspector  Mojarietta,  Fire 
Department. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936 
at  2  P.M.  for  further  consideration  by  the  board. 


348-36-A. 

APPLICANT — Nathan  Cohen,  for  Columbia  Pictures  Cor¬ 
poration,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355  West 
44th  street  and  362  West  45th  street  (Block  No. 
1035,  Lot  No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Administration:  Inspector  Mojarietta,  Fire 
Department. 

ACTION  OF  BOARD — Laid  over  to  November  24,  1936, 
at  2  P.  M.  for  further  consideration  by  the  board. 


454-32-A. 

APPLICANT — Lama  and  Proskauer,  for  Hentie  Realty 
Corp.,  owner. 

SUBJECT — Request  to  reopen — re  Appeal  from  a  deci¬ 
sion  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED— 22-32  Buckingham  road,  west 
side,  172  ft.  8)4  in.  south  of  Caton  avenue  (Block 
No.  5076,  Lot  No.  14),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD — Request  to  reopen,  withdrawn. 
THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE¬ 
OPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


32 1-36- A. 

APPLICANT — Croker  Fire  Prevention  Corporation,  for 
Casino  Mansion  Company,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  tenement  house 
commissioner. 

PREMISES  AFFECTED— 198-208  Hicks  street  and  85 
Montague  street,  northwest  corner  (Block  No.  241, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Sidney  L.  Strauss. 

For  Administration:  Inspector  Harry  Carl,  Tene¬ 
ment  House  Dept. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Absent  .  0 

Negative  .  0 


THE  RESOLUTION 

(321 -36- A) 

Whereas,  Croker  Fire  Prevention  Corp.,  for  Casino 
Mansion  Co.,  owner,  filed  October  28,  1936,  an  appeal 
from  a  decision  of  the  tenement  house  commissioner, 
affecting  premises  198-208  Hicks  street  and  85  Montague 
street,  northwest  corner  (Block  No.  241,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  the  decision  of  the  tenement  house  com¬ 
missioner,  dated  October  2d,  1935,  reads  as  follows: 

“14A — A  gravity  tank  reserve  water  supply  of  at 
least  2,500  gallons  for  the  Stand  Pipe  Fire  Line  use 
is  not  provided,  the  house  water  supply  pipes  being 
connected  from  the  bottom  of  gravity  tank  on  roof, 
capacity  of  which  is  2,600  gallons.” 

and 

W'hereas,  the  premises  in  question  consist  of  a  fire¬ 
proof  class  A-multiple  dwelling,  eight  (8)  stories  and 
penthouse,  95  ft.  in  height,  80  by  65  ft.  in  area,  on  a  plot 
100  ft.  by  65  ft.;  OCCUPIED:  cellar — boiler  room  and 
storage;  1st  to  8th  floors,  inclusive,  two  apartments  per 
floor.  The  building  was  erected  in  1911;  and 

Whereas,  the  appellant  contends  that  the  premises  in 
question  is  equipped  with  standpipe  system  entirely  in 
accordance  with  the  requirements  of  the  law,  with  the 
exception  of  the  fact  that  2,500  gallons  of  water  is  not 
provided  for  standpipe  purposes.  The  total  capacity  of 
the  tank  is  approximately  2,600  gallons  and  at  the  pres¬ 
ent  time  the  house  supply  is  taken  from  the  bottom  of 
the  tank.  It  is  proposed  to  install  new  house  water  sup¬ 
ply  connection  at  the  1,800  gallon  point  so  as  to  obtain 
a  sufficiency  of  house  water  supply  for  the  building  and 
to  permit  1,800  gallons  to  be  kept  in  reserve  at  all  times 
for  standpipe  purposes. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  vary  the  requirements  of  rule  12  of  the  standpipe 
fireline  rules  of  the  Board  of  Standards  and  Appeals,  to 
permit  the  standpipe  tank  in  the  existing  location  to  be 
continued,  on  condition  that  there  are  at  all  times  at  least 
L800  gallons  of  water  provided  as  a  reserve  exclusively 
for  standpipe  purposes  and  that  the  outlet  for  house  sup¬ 
ply  shall  be  taken  above  the  1,800  gallon  mark;  that  in  all 
other  respects  the  requirements  of  the  standpipe  fireline 
rules  of  the  Board  of  Standards  and  Appeals  shall  be 
complied  with  and  that  any  other  violation  against  the 
said  premises  shall  be  complied  with. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
331-36-SA. 

APPLICANT — The  U  &  S  Pressing  Appliances,  owner. 
SUBJECT- — U  &  S  Oil  Burner  for  Pressing  Machine, 
Models  A,  B  and  C,  approval  of. 
APPEARANCES— 

For  Applicant :  J.  J.  Rohr. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


109-31-SA. 

APPLICANT — Gilbert  &  Barker  Mfg.  Co.,  owner. 
SUBJECT — Gilbert  &  Barker  Flexible  Flame  Oil  Burner 
—Application  for  reopening — consideration  of  ad¬ 
ditional  names. 

APPEARANCES— 

For  Applicant :  H.  Vogeler. 
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ACTION  OF  BOARD — Application  reopened  and  referred 
to  engineer  of  the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


520-31-SA. 

APPLICANT — Gilbert  &  Barker  Mfg.  Co.,  owner. 

SUBJECT — Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner — Application  for  reopening — 
Consideration  of  additional  names. 

APPEARANCES— 

For  Applicant :  H.  Vogeler. 

ACTION  OF  BOARD — Application  reopened  and  referred 
to  engineer  of  the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


APPEARANCES— 

For  Applicant:  H.  Vogeler. 

ACTION  OF  BOARD — Application  reopened  and  referred 
to  engineer  of  the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


282-33-SA. 


34-36-SA. 

APPLICANT — Gilbert  &  Barker  Mfg.  Co.,  owner. 

SUBJECT — G  &  B  2-in.  Fuel  Oil  Fill  Pipe  Terminal — 
Approval  of. 

APPEARANCES— 

For  Applicant:  H.  Vogeler. 

ACTION  OF  BOARD — Application  withdrawn,  upon  re¬ 
quest  of  applicant’s  representative. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  . 0 


APPLICANT — Gilbert  &  Barker  Mfg.  Co.,  owner. 
SUBJECT — Gilbert  &  Barker  Oil  Burner  (Model  S-l)  — 
Application  for  reopening — consideration  of  addi¬ 
tional  names. 


Adjourned,  4:55  P.  M. 

Edward  V.  Barton,  Chief  Cerk. 


APPROVED  APPLIANCES 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 
No.  1000  . 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  . k  658-26-SA 


9-32-SA 


Ballard  Duplex  Electric  Driven  Pump  Set. . 

Beach  Russ  Co.  Rotary  . 

Blackmer  Rotary  . 

Blake  &  Knowles  Horizontal  Simplex  Piston 
Pattern  Pump  . 


1413-22-SA 

1134-22-SA 

935-24-SA 


National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24- SA 


Pascoe  Pump  Set  . 

Petro-Nokol  Industrial  Oil  Pump. 


1029-26-SA 

570-32-SA 


372-21-SA 


Century  Rotary  . 

Cook  Electric  Oil  Pump. 


908-21-SA 

603-25-SA 


Quiet  May  Gerotor  Pump 
Quimby  Screw  Pump  . . . . 


267-32-SA 
1 193-21 -S  A 


Davidson  . 

Dean  Bros.  Durable  Duplex . 

DeLaval  IMO  Oil  Pump . 

Deming  Double  Oscillating  Force  Pump. 
Deming  Fuel  Oil  Pump . 


590-21-SA 

840-22-SA 

628-32-SA 

458-27-SA 

298-31-SA 


Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  . 

Ray  Rotary  . 

Rotary  Pressure  Pump  . 

Rotary  Vacuum  Pump  . 


102-35-SA 

588-25-SA 

1060-25-SA 

513-25-SA 


Enterprise  Oil  Pump 
Exeter  Rotary  . . 


11-28-SA 

507-22-SA 


Samson  Magnetic  Fuel  Oil  Pump . . 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D . 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB 


163-34-SA 

410-32-SA 

199-36-SA 


General  Electric  Oil  Pump. 

Goulds  Hand  Rotary  . 

Goulds  Rotary  Oil  Pump.. 
Goulds  Triplex  Plunger  . . . 


475-32-SA 

1133-25-SA 

437-31-SA 

257-22-SA 


Hardinge  Fuel  Oil  Pump .  813-25-SA 


Tate- Jones  . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat  . 


492-21-SA 

1279-25-SA 

60-28-SA 


Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 


Leiman  Rotary 


95-24-SA 


Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Union  Steam  Pump  for  Fuel  Oil . 

Viking  . 

Warren  Oil  Pump  . 

Wayne  Oil  Pump  &  Fan  Set . 

Webster  Fuel  Oil  Pump,  Type  A _ 

Worthington  Duplex  Double-Acting 

Pump  . * . 

Worthington  Show  Model  Duplex... 


Steam 


568-30-SA 
705-30-SA 
438-21 -S  A 
1 169-23-SA 
1155-25-SA 
23-34-SA 


1 84-22- S  A 
194-22-SA 
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PUBLIC  HEARING 


PROPOSED  AMENDMENTS  OF  OIL  BURNER  RULES. 


(217-21-SR) 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Friday,  December  4,  1936,  at  10  A.  M.,  Room  1013,  Munici¬ 
pal  Building,  on  Proposed  Amendments  of  Oil  Burner 
Rules. 

Matter  in  italics  is  new ;  matter  in  brackets  [  ]  old  matter 
to  be  omitted. 

OIL  BURNER  RULES 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Rule  4.  Burners. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  [or  to  portable  cabinet  heaters 
with  one  or  two  burners  not  exceeding  6  inches  in  diam¬ 
eter  each  with  all  parts  of  the  burner  mechanism  rigidly 
fixed  except  the  storage  container  and  with  cabinets  not 
over  33  inches  in  height;]  nor  do  the  requirements  of  these 
rules  apply  to  such  portable  apparatus,  ,such  as  blow 
torches,  soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  6. — Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4”)  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 
apart. 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8  )  in  thickness 


and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  top  of  the 
tank.  Fireproof  access  door  or  doors  [spaced  ten  feet 
(10')  apart]  shall  be  installed  in  the  enclosure  for  every 
twenty- five  feet  (25')  or  less  in  length  of  enclosure,  an 
additional  access  door  shall  be  installed  in  every  additional 
ten  feet  (10')  above  the  point  where  the  enclosure  has  a 
capacity  equivalent  to  the  tank  and  such  part  of  the  en¬ 
closure  shall  be  leak  proof. 

Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected  and  used  only  in  the  same _  room  in 
which  the  heater  is  installed.  Tubing  when  used  in  domes¬ 
tic  installations  shall  be  not  less  than  34$ "  diameter.  Sol¬ 
dered  connections  are  prohibited.  Tubing  shall  be  sub¬ 
mitted  for  approval. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  [when  subjected 
to  a  test  of  10  pounds  per  square  inch.] 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  or  fireman  under 
the  provisions  of  Section  409  of  the  Charter  of  the  City 
of  New  York,  shall  not  be  required  to  obtain  such  cer¬ 
tificate. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 
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Published  at  request  of  the  Fire  Chief  and  Commissioner 

FIRE  DEPARTMENT,  CITY  OF  NEW  YORK 

Specifications  for  tank  trucks  transporting  volatile  in¬ 
flammable  oils  were  approved  by  the  Fire  Commissioner 
on  May  20th,  1933.  1  he  following  specifications  contain 

all  corrections  as  required  by  certain  amendments  made 
to  the  Code  of  Ordinances  on  July  18th,  1935  pertaining 
to  the  transportation  or  delivery  of  petroleum  products  in 
tank  trucks. 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(GASOLINE,  BENZINE,  BENZOLE,  ETC.) 

To  be  used  in  the  transportation  or  delivery  for  the  stor¬ 
age,  sale  or  use  within  the  City  of  any  petroleum  or  shale 
oil,  or  the  liquid  products  of  either,  or  coal  tar  which  will 
emit  an  inflammable  vapor  at  a  temperature  below  100°  F. 
when  tested  in  a  Tagliabue  open  cup  tester  in  accordance 
with  the  provisions  of  Sections  113-114,  Article  8,  Chap¬ 
ter  10  of  the  Code  of  Ordinances,  effective  July  18th,  1935. 

PERMIT 

Sec.  1.1... No  person,  firm  or  corporation  shall  transport 
or  deliver  for  sale,  storage,  or  use  within  the 
City  any  petroleum  or  shale  oil  or  the  liquid 
products  of  either  or  coal  tar  which  will  emit 
an  inflammable  vapor  below  100°  F.  when 
tested  in  a  Tagliabue  open  cup  tester  except 
in  a  tank  truck  for  which  a  permit  has  been 
granted  by  the  Fire  Chief  and  Commissioner. 
(Sec.  113,  Art  8,  Chap.  10.) 

1.2.. . A  permit  is  required  for  each  tank  truck  for 
the  transportation  or  delivery  for  storage,  sale 
or  use  within  the  City  of  any  petroleum  or 
shale  oil  or  the  liquid  products  of  either  or 
coal  tar  which  will  emit  an  inflammable  vapor 
below  100°  F.  when  tested  in  a  Tagliabue 
open  cup  tester.  (Sec.  113,  Art.  8,  Chap.  10.) 

1.3. .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Sec.  20,  Art.  8,  Chap.  10.) 

1.4.. . Unless  otherwise  provided  every  permit  for  a 

tank  truck  and  the  renewal  thereof  shall  be 
for  a  period  determined  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year.  (Sec.  26,  Art.  2,  Chap.  10.) 

1.5. .  .The  permit  it  revocable  and  not  transferable 

and  in  the  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43, 
Art.  3,  Chap.  10.) 

1.6.. . The  metal  permit  plate  furnished  by  the  Fire 

Department  at  the  same  time  the  Fire  De¬ 
partment  permit  is  issued  must  be  seturely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  tank  truck  and  be  so  displayed 
during  the  life  of  the  permit.  (Sec.  114,  Art. 

8,  Chap.  10.) 

1.7.. . The  Fire  Department  Inspection  Card  fur¬ 

nished  at  same  time  the  Fire  Department 
Permit  is  issued  must  be  carried  at  all  times 
in  the  cab  of  the  truck  in  a  card  holder.  (Sec. 
114,  Art.  8,  Chap.  10.) 

1.8.. . No  person  shall  _  sell  or  deliver  any  volatile 

inflammable  oil  in  quantities  exceeding  one 
gallon  into  any  tank  truck  which  has  not  been 
granted  a  permit  by  the  Fire  Chief  and  Com¬ 
missioner  for  the  transportation  or  delivery  of 
said  volatile  inflammable  oil.  (Sec.  114,  Art. 

8,  Chap.  10.) 

1.9.. . Each  vendor  of  volatile  inflammable  oil  shall 

render  to  the  Fire  Commissioner  on  or  before 
the  tenth  of  each  month,  a  statement  verified 


as  to  its  correctness  by  an  affidavit  showing 
the  total  quantity  of  volatile  inflammable  oil 
in  excess  of  5  gallons  delivered  to  each  pur¬ 
chaser  in  the  city  during  the  preceding 
month :  provided,  however,  that  no  report 
shall  be  required  of  volatile  oil  delivered  di¬ 
rectly  to  the  fuel  tanks  of  motor  vehicles, 
motorcycles,  motor  tricycles,  motor  boats,  air¬ 
ships,  aeroplanes  and  other  similar  craft  and 
vessels.  (Sec.  114,  Art.  8,  Chap.  10.) 

Sec.  1.10.  .Complete  specifications  of  the  truck  with  de¬ 
tail  construction  drawings  showing  plan  and 
elevation  of  the  tank,  also  carrying  capacity 
of  the  chassis  shall  be  filed.  This  section  will 
not  apply  to  existing  equipment.  (Sec.  114, 
Article  8,  Chapter  10.) 

CERTIFICATE  OF  FITNESS 

Sec.  2.1... Each  tank  truck  for  which  a  permit  is  re¬ 
quired  shall  be  in  charge  of  a  person  holding 
a  certificate  of  fitness  issued  by  the  Fire  Chief 
and  Commissioner,  whose  duty  it  will  be  to 
see  that  all  safety  devices  are  in  place  and  in 
proper  working  order;  that  truck  is  properly 
grounded  when  filling  or  discharging  and  that 
all  pipe  connections  and  fill  cap  covers  are  oil 
tight  and  shall  produce  on  the  demand  of  any 
representative  of  the  Fire  or  Police  Depart¬ 
ments  his  certificate  of  fitness,  the  Fire  De¬ 
partment  permit  and  the  inspection  card  for 
that  particular  tank  truck  he  is  in  charge 
of.  (Sec.  114,  Art.  8,  Chap.  10.) 

2.2. .  .Applicants  for  a  Certificate  of  Fitness  must 

(A)  be  at  least  21  years  old; 

(B)  have  a  reasonable  understanding  of 
the  English  language  and  be  able  to 
answer  satisfactorily  such  questions  as 
may  be  asked  upon  his  examination; 

(C)  Produce  such  evidence  of  his  char¬ 
acter,  habits  and  past  employment  as 
may  be  satisfactory  to  the  Fire  Chief 
and  Commissioner; 

(D)  Pass  an  examination  by  a  person  or 
body  designated  by  the  Fire  Chief  and 
Commissioner  upon  the  law  and  ordi¬ 
nance  regulations  governing  the  trans¬ 
portation,  storage  and  use  of  the  ar¬ 
ticle  relating  to  or  connected  with  the 
service  to  be  performed  by  him  upon 
the  risks  incident  to  his  employment 
and  upon  his  knowledge  of  the  precau¬ 
tions  necessary  to  be  taken  in  connec¬ 
tion  therewith. 

(E)  Each  application  for  such  certificate 
shall  be  accompanied  with  two  un¬ 
mounted  photographs  of  the  applicant 
taken  in  ordinary  working  clothes  not 
less  than  2  by  3  inches;  one  of  which 
shall  be  attached  to  the  application,  the 
other  to  the  Certificate  of  Fitness. 

(F)  Examination  for  renewals  of  certifi¬ 
cates  of  fitness  may  be  waived  in  the 
discretion  of  the  Fire  Chief  and  Com¬ 
missioner.  (Sec.  21,  Art.  2,  Chap.  10.) 

2.3.. . Unless  otherwise  provided  every  certificate  of 

fitness  and  the  renewal  thereof  shall  be  for  a 
period  determined  _  by  the  Fire  Chief  and 
Commissioner  but  in  no  case  to  exceed  one 
year,  is  revocable  and  not  transferable.  Fee 
Originals  $5.00— Renewals  $2.00.  (Sec.  42.  Art. 

3,  Chap.  10.) 

METHODS  OF  DISCHARGE 

Sec.  3.1... The  volatile  liquid  may  be  discharged  either 
by  means  of  syphon  or  by  pumping.  Dis- 
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charge  by  the  standard  gravity  method  will 
not  be  permitted. 

Sec.  3.2... Not  more  than  one  compartment  shall  be  dis¬ 
charged  at  any  one  time. 

3.3.. . The  mechanism  controlling  discharge  and  the 

discharge  outlet  from  the  tank  shall  be  at  the 
rear  and  shall  be  housed  in  a  control  box  in¬ 
tegral  with  the  tank  body. 

Discharge  by  “SYPHON”  shall  be  as  follows : 

3.4.. . A  common  header  of  not  less  than  2  inches 

in  diameter  shall  be  housed  within  the  tank; 
shall  be  welded  into  the  partitions  and  rear 
head  of  the  tank  and  shall  be  free  from 
threaded  joint. 

3.5.. . The  outlet  from  the  tank  compartments  into 

such  discharge  header  shall  be  controlled  by 
hydraulically  or  mechanically  operated  valves 
situated  at  the  outlet  proper  of  each  compart¬ 
ment.  Such  compartment  outlet  valves  shall 
be  operated  selectively  from  the  control  box 
and  such  control  shall  not  permit  the  open¬ 
ing  of  more  than  one  compartment  at  a  time. 
Such  valves  shall  be  capable  in  emergency  of 
being  closed  manually  both  from  the  driver’s 
seat  and  from  the  control  box.  No  valve 
shall  be  capable  of  being  opened  from  the 
driver’s  cab. 

3.6.. . There  shall  be  a  single  delivery  outlet  in 

which  shall  be  placed  a  self-closing  valve  or 
a  valve  closing  automatically  when  subjected 
to  a  temperature  of  165  degrees  Fahrenheit; 
such  valve  to  operate  in  conjunction  with  an 
additional  valve  installed  in  such  a  delivery 
assembly  and  opening  against  the  flow  of  li¬ 
quid  and  so  placed  that  it  will  close  automat¬ 
ically  if  a  break  occurs  in  the  delivery  as¬ 
sembly. 

3.7.. . There  shall  be  a  syphon  breaker  in  the  dis¬ 

charge  line;  said  breaker  to  be  open  at  all 
times,  except  when  compartment  is  discharg¬ 
ing,  and  to  be  operated  and  controlled  in  con¬ 
junction  with  the  compartment  outlet  valves. 
The  syphon  breaker  shall  be  housed  within 
the  tank. 

3.8.. . The  syphon  action  shall  be  established  by  a 

hand  operated  pump  of  approved  design. 

3.9.. . 0.  the  syphon  type  discharge  tanks  con¬ 

structed  previous  to  May  20th,  1933  the  pro¬ 
visions  that  “the  motor  ignition  system  shall 
be  so  arranged  that  the  motor  cannot  be 
started  except  by  use  of  an  ignition  switch 
located  within  the  drivers  cab”  and  the  mech¬ 
anism  located  in  the  control  box  at  the  rear 
of  the  truck  shall  be  inaccessible  while  the 
propelling  motor  of  the  truck  is  in  operation. 
Provision  shall  be  made  to  require  “the  stop¬ 
ping  of  the  motor  before  the  control  box  door 
can  be  opened  and  to  require  the  closing  of 
the  control  box  door  before  starting  the  mo¬ 
tor”  is  waived. 

Discharge  by  “PUMP”  shall  be  as  follows : 

3.10..  A  common  header  of  not  less  than  2  inches 
in  diameter  shall  be  located  at  the  top  of  the 
tank;  secured  by  welding  and  shall  be  free 
from  threaded  joints. 

3.11..  A  riser  pipe  shall  be  provided  in  each  com¬ 
partment  with  inlet  near  the  bottom.  A  self¬ 
closing  hydraulically  operated  valve  shall  be 
located  between  the  riser  pipe  and  the  single 
delivery  pipe. 

3. 12..  The  pump  shall  be  of  the  positive  displace¬ 
ment  and  •  suction  type,  hydraulically  oper¬ 
ated. 


Sec.  3.13.. The  pump  shall  be  located  inside  the  tank 
body. 

3.14..  The  pump  shall  be  operated  by  means  of  a 
motor  unit  pump.  Both  discharge  pump  and 
motor  unit  pump  shall  contain  no  external 
moving  parts  or  stuffing  boxes.  Pump  rotors 
shall  not  be  in  contact  with  each  other  or 
the  pump  housing. 

3. 15..  The  motor  unit  pump  shall  be  operated  by 
means  of  lubricating  oil  under  pressure  from 
a  circulating  pump  having  power  takeoff  and 
oil  storage  near  the  engine  or  the  cab. 

3. 16..  The  oil  circulating  pump  shall  be  controlled 
by  a  hand  clutch.  The  hand  clutch  shall  be 
arranged  to  move  to  the  off  position  should 
the  tank  truck  be  moved. 

3.17..  The  lubricating  oil  pumped  from  the  oil  cir¬ 
culating  pump  shall  pass  through  a  selector 
valve  control,  which  shall  be  located  in  the 
control  box,  and  such  oil  shall  be  returned  to 
its  source  without  movement  of  either  the  in¬ 
side  compartment  valve  or  the  motor-unit- 
pump  until  such  time  as  the  selector  valve  is 
opened.  The  inside  compartment  valve  shall 
be  opened  and  the  motor-unit-pump  started 
simultaneously. 

3. 18..  011. circulating  and  return  lines  between  the 
cab  and  the  tank  body  shall  be  of  the  high 
pressure  armored-hose  with  suitable  fittings. 

3. 19..  The  lubricating  oil  circulating  pump  shall  be 
independent  of  the  engine  oil  circulating  sys¬ 
tem. 

3.20.  .The  outlet  valve  from  each  compartment  shall 
be  operated  selectively  and  only  from  the  con¬ 
trol  box  by  means  of  the  oil  hydraulic  selector 
control. 

3.21..  The  hydraulic  selector  control  shall  also  be 
arranged  to  close  the  inside  valves  by  the 
closing  of  the  control  box  door,  also  by  the 
releasing  of  the  oil  pressure  by  the  melting 
of  a  suitable  fusible  device  at  not  more  than 
165°  F. 

3.22..  An  automatic  by-pass  or  pressure  relief  shall 
be  an  integral  part  of  the  gasoline  discharge 
pump,  and  shall  be  set  and  sealed  to  prevent 
a  discharge  pressure  in  excess  of  five  pounds 
per  square  inch. 

3.23..  A  small  self-closing  whistle  valve  shall  be 
provided  at  the  top  of  hose  in  the  control  box 
for  admitting  air  into  the  hose  for  drainage 
purposes. 

3.24..  0.  each  tank  a  grounded  hose  having  bronze 
fittings  shall  at  all  times  be  connected  to  the 
single  delivery  outlet  and  shall  be  arranged 
to  form  a  good  grounding  contact  between 
the  tank  body  and  an  underground  storage 
system. 

TANK  CAPACITY 

Sec.  4.1... The  total  capacity  of  the  tank  shall  not  ex¬ 
ceed  1,920  gallons  of  volatile  inflammable  oils, 
but  its  capacity  shall  not  be  such  to  cause  the 
gross  weight  of  equipment  and  load  to  exceed 
the  weights  prescribed  by  the  Motor  Vehicle 
Law  of  the  State  of  New  York. 

4.2.. . The  tank  shall  be  divided  into  one  or  more 

independent  compartments,  no  one  of  which 
shall  exceed  in  capacity  320  gallons. 

4.3.. . Each  compartment  shall  be  provided  with  at 
least  two  and  one-half  per  cent  additional 
space  for  expansion. 

4.4.. . Each  compartment  shall  be  provided  with  a 

sealed  indicator  or  guide  for  filling. 
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Sec.  4.5... The  total  capacity  of  the  wing-tanks  or 
mounting  tanks  (when  used  instead  of  run¬ 
ning  boards)  shall  not  exceed  300  gallons  of 
lubricating  oils. 

TANK  CONSTRUCTION 

Sec.  5.1... Each  tank  shall  be  an  all-metal  welded  rigid 
structure,  elliptical  in  cross  section  and  con¬ 
struction  of  not  less  than  3/16  inch  selected 
steel  throughout. 

5.2.. . All  seams  shall  be  welded,  both  inside  and 

outside,  and  shall  be  of  the  full  fillet  weld. 

5.3. .  .Wrapper  sheets  shall  not  be  pierced  below 

the  normal  liquid  level. 

5.4.. . A  control  box  shall  be  provided  at  the  rear 

of  the  tank  and  shall  be  welded  to  the  tank 
body.  The  door  of  the  control  box  shall  be 
hinged  at  the  top  and  shall  close  by  gravity, 
also  by  the  fusing  of  a  165°  F.  metal.  No 
bottom  shall  be  provided  in  the  control  box 
excepting  on  tanks  constructed  previous  to 
May  20th,  1933  in  which  cases  it  shall  be  ade¬ 
quately  ventilated  and  drained  in  such  a  man¬ 
ner  that  no  articles  such  as  pipe  fittings,  rags, 
etc.,  can  be  carried. 

5.5.. . For  “SYPHON”  type  tanks,  the  heads  and 

partitions  shall  each  be  in  one  piece;  shall  ex¬ 
tend  beyond  the  shell  and  shall  be  connected 
so  as  to  afford  rigid  construction.  The  wrap¬ 
per  sheet  for  each  compartment  shall  be  in 
one  piece  having  the  longitudinal  seam  lo¬ 
cated  near  the  top. 

5.6.. . For  “PUMP”  type  tanks,  the  heads  and  par¬ 

titions  shall  each  be  in  one  piece  and  shall 
not  be  pierced  at  any  point.  The  wrapper 
sheet  shall  extend  for  the  full  length  of  the 
tank.  The  longitudinal  seams  shall  be  located 
near  the  top. 

RELIEF  VENTS 

Sec.  6.1... Each  compartment  shall  be  protected  by  a 
combination  breather  and  relief  valve. 

6.2.. . The  relief  valve  shall  have  a  through  area  of 

not  less  than  1  (4  inches  in  diameter  and  shall 
be  held  normally  closed  by  a  spring  tension 
of  not  more  than  5  pounds  per  square  inch. 

6.3.. . The  breather  valve  shall  have  a  through  area 

of  not  less  than  y2  inch  in  diameter  and  shall 
be  held  normally  closed  by  sufficient  spring 
tension  as  not  to  appreciably  interfere  with 
the  pump  or  syphon  action. 

6.4.. . The  inlet  and  outlet  of  each  combination 

breather  and  relief  vent  shall  be  protected  by 
40  x  40  mesh  wire  screens,  so  located  as  not  to 
interfere  with  the  required  through  area  of 
the  vent. 

COVERS 

Sec.  7.1... A  manhole  shall  be  provided  for  each  com¬ 
partment  having  a  maximum  width  of  fifteen 
(15)  inches  and  a  filler  cap  of  not  more  than 
six  (6)  inches  in  diameter. 

72.. . Except  when  filling,  and  during  transit  and 

delivery,  the  manhole  and  filler  openings  shall 
be  maintained  vapor  and  liquid  tight  with 
self-locking  covers,  which  shall  not  open  at 
more  than  91°.  The  hinges  shall  be  placed 
toward  the  cab.  The  vents  shall  be  located 
either  in  the  dome  or  cover  and  shall  be  of 
the  type  and  size  as  specified  in  Section  6  of 
these  specifications. 


TEST 

Sec.  8.1... At  least  one  tank  in  ten  shall  be  tested  by 
the  manufacturer  in  the  presence  of  the  Fire 
Commissioner  or  his  representative. 

8.2... Each  tank  shall  be  tested  at  the  place  of 
manufacture,  and  shall  withstand  without 
leaking  a  hydrostatic  test  of  not  less  than  15 
pounds  per  square  inch.  A  written  statement 
of  each  tank  test  shall  be  signed  by  the  man¬ 
ufacturer  and  filed  with  the  Fire  Commis¬ 
sioner  certifying  as  to  the  test  and  compli¬ 
ance  with  these  specifications. 

Sec.  8.3... Each  tank  shall  be  capable  of  withstanding 
without  structural  injury,  a  test  of  dropping 
while  filled  with  water  a  distance  of  four  (4) 
feet  and  landing  upon  its  mounting  on  a  solid 
fiat  surface. 

STATIC  ELIMINATOR 

Sec.  9.1 ..  .Provision  shall  be  made  near  the  rear  or  near 
the  front  of  the  tank,  or  both,  for  a  static 
eliminator  connection.  The  connection  must 
be  made  with  a  good  ground  before  the  tank 
is  filled  at  the  loading  rack.  The  connection 
shall  consist  of  an  unpainted  piece  of  brass 
or  non-corrodable  metal  welded  or  braised  to 
the  tank  body,  excepting  that  on  tanks  con¬ 
structed  previous  to  May  20th,  1933,  where  no 
static  eliminators  have  been  provided,  some 
part  of  the  truck  shall  be  freed  from  paint 
upon  which  shall  be  fastened  the  grounding 
clip  of  the  loading  rack. 

MOUNTING 

Sec.  10.1... Each  tank  shall  be  so  mounted  on  the  chassis 
that  it  will  not  be  subjected  to  twisting  strains 
by  the  twisting  of  the  chassis  frame;  also  in 
such  a  manner  as  to  eliminate  shifting  or 
twisting  of  the  tank  in  its  mounting  and  to 
eliminate  friction  between  the  tank  and  such 
mounting;  and  so  as  not  to  impair  the  flex¬ 
ibility  of  the  chassis  frame.  No  sillings  and/ 
or  cradles  of  combustible  material  shall  be 
employed  in  supporting  the  tank  body. 

10.2.. . When  a  tank  truck  that  was  accepted  prev¬ 

ious  to  May  20th,  1933  (constructed  accord¬ 
ing  to  specifications  adopted  March  19,  1925) 
is  taken  out  of  service  or  sold  or  the  tank  is 
remounted  on  another  new  or  used  chassis 
the  specifications  in  force  at  the  time  of  the 
change  shall  apply  in  their  entirety. 

10.3.. . For  “PUMP”  type  tanks,  the  tanks  shall  be 

supported  on  rectangular  stiffeners  or  cradles, 
which  shall  extend  the  full  length  of  the  tank, 
effectively  braced,  and  welded  to  the  tank 
body.  The  rectangular  stiffeners  or  cradles 
may  be  used  to  transport  lubricating  oil  in¬ 
stead  of  or  in  combination  with  the  wing- 
tanks. 

10.4.. . The  use  of  any  standard  brake  lining  is  per¬ 

mitted  to  eliminate  friction  between  the  tank 
and  mounting.  < 

BUMPERS 

Sec.  11.1... Fixed  substantial  steel  bumpers  shall  be  pro¬ 
vided  at  the  front  and  at  the  rear  of  the 
chassis.  The  material  used  shall  be  of  di¬ 
mension  and  strength  equal  to  6-inch  steel 
channel,  weighing  \0l/2  pounds  per  foot. 

MUD  GUARDS 

Sec.  12.1... The  front  mud  guards  shall  extend  the  full 
width  of  the  running  boards  and  chassis. 


1354 


RULES 


MUFFLER 

Sec.  13.1... The  outlet  of  the  muffler  shall  terminate  un¬ 
der  cab  or  engine. 

13.2.. . No  joints  in  that  part  of  exhaust  piping  or 

muffler  located  below  the  cab  will  be  per¬ 
mitted. 

BRAKES 

Sec.  14.1. .  .Service  brakes  shall  be  of  an  approved  4- 
wheel  power  operated  type  and  so  designed 
that  they  will  be  capable  of  bringing  the  ve¬ 
hicle  to  a  stop  in  the  event  of  failure  of  the 
source  of  power.  No  power  or  actuating  cy¬ 
linder  shall  be  located  within  the  rear  brake 
drum. 

14.2.. . The  total  effective  service  brake  lining  area 

shall  be  not  less  than  580  square  inches  prop¬ 
erly  distributed  on  4  wheels. 

14.3.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  they  comply  with  the  motor  vehicle 
laws  of  the  State  of  New  York  and  the  stop¬ 
ping  requirements  of  the  Police  Department 
of  the  City  of  New  York  and  all  the  other 
sections  of  these  specifications. 

14.4.. . The  drive  shaft  brake  not  to  be  considered 

in  computing  the  braking  area. 

AXLES 

Sec.  15.1... The  rear  axle  shall  be  of  the  full-floating 
type  if  enclosed  drive. 

15.2.. . The  front  axle  weight,  when  fully  loaded, 

shall  be  not  less  than  one-quarter  of  the 
gross  weight. 

15.3.  ..On  a  chassis  still  in  service,  accepted  previous 
to  May  20th,  1933,  the  axle  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE 

Sec.  16.1... Each  carburetor  shall  be  provided  with  a 
flash-back  device  which  shall  have  been  ap¬ 
proved  by  a  Nationally  Recognized  Labora¬ 
tory. 

16.2.. . Glass  gauges  in  gasoline  or  oil  lines  will  not 

be  permitted. 

16.3. .  .Carburetors,  when  located  above  the  exhaust 

manifold  or  hot  piping,  shall  be  provided  with 
a  suitable  drip  pan  draining  to  the  road. 

16.4.. . A  governor  must  be  provided  and  so  set  and 

sealed  as  to  prevent  a  truck  speed  in  excess 
of  22  M.  P.  Hour. 

16.5.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  engine  design  as  orig¬ 
inally  approved  shall  be  accepted. 

TIRES 

Sec.  17.1... No  tire  shall  be  loaded  beyond  its  rated  capa¬ 
city  as  given  by  the  Tire  and  Rim  Associa¬ 
tion. 

TRANSMISSION 

Sec.  18.1... No  over-direct  speed  will  be  permitted. 

18.2.. . No  two  range  transmission  will  be  permitted. 

18.3.. . Not  more  than  4  speeds  forward  will  be  per¬ 

mitted. 

18.4.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  transmission  design  as 
originally  approved  shall  be  accepted. 


ELECTRICAL  EQUIPMENT 
Sec.  19.1... The  starter  shall  be  controlled  by  a  magnetic 
switch,  which  shall  be  located  at  or  near  the 
starter,  excepting  on  a  chassis  still  in  service, 
approved  previous  to  May  20th,  1933,  no 
starter  shall  be  required. 

19.2. . .  Battery  leads  shall  be  no  longer  than  prac¬ 

ticable. 

19.3.. . Each  lighting  circuit  shall  be  properly  fused 

with  not  more  than  10  amperes  cartridge  fuse. 

19.4.. . 51.e  signalling  lights  will  not  be  permitted. 

19.5. .  .Ignition  wiring  shall  be  securely  supported 

by  means  of  the  open  spacer  method  and  pro¬ 
tected  against  grounding,  or  by  fiber  tubing 
rigidly  supported. 

19.6. . . Battery  shall  be  rigidly  mounted  under  seat 

on  left  side  and  fully  partitioned  from  gaso¬ 
line  tank,  or  other  approved  location.  Battery 
shall  be  well  ventilated. 

19.7. .  .Lighting  equipment  shall  consist  of  not  more 

than  two  head-lamps  (or  side  lamps)  equip¬ 
ped  with  not  more  than  21  C.  P.  for  driving 
and  one  3  C.  P.  lamp  for  parking. 

19.8.. . Tail  light  shall  be  mounted  at  top  and  rear 

of  delivery  tank.  Tail  light  shall  not  exceed 
6  C.  P. 

19.9.. . A  two-wire  system  will  be  required,  except¬ 

ing  for  ignition  and  starting  circuits. 

19. 10..  Dash  lamps  shall  not  exceed  more  than  3 
C.  P. 

-  19.11.. No  electrical  devices  or  accessories  will  be 
permitted,  excepting  of  a  type  approved  by 
the  Commissioner  of  Motor  Vehicles  of  the 
State  of  New  York.  An  electric  horn  is  per¬ 
mitted  but  on  a  chassis  still  in  service  and 
approved  previous  to  May  20,  1933,  its  instal¬ 
lation  is  optional. 

19.12..  No  ignition  or  transmission  lock  will  be  per¬ 
mitted. 

19.13..  All  wiring  except  ignition  shall  be  encased  in 
metal  conduit. 

CAB 

Sec.  20.1... The  cab  shall  be  an  all  metal  structure.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  the  doors, 
if  any,  shall  be  approved  and  be  kept  in  effi¬ 
cient  working  order.  Combustible  side  cur¬ 
tains  are  prohibited.  Directional  signalling 
devices,  reflectors,  mirrors  and  safety  glass 
shall  be  provided  when  required  by  the  Motor 
Vehicle  Law  of  the  State  of  New  York,  and 
shall  be  of  a  type  approved  by  the  Commis¬ 
sioner  of  Motor  Vehicles  of  the  State  of 
New  York. 

20.2.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  cab  design  as  origin¬ 
ally  approved  shall  be  accepted. 

ENGINE  FUEL  TANK 

Sec.  21.1... No  soldering  for  tightness  will  be  accepted 
in  the  construction  of  the  engine  fuel  tank. 

21.2.. . The  fill  or  intake  opening  and  vent  to  engine 

fuel  tank  shall  terminate  outside  the  cab,  but 
shall  not  protrude  more  than  5  inches  beyond 
the  side  of  the  cab.  The  fill  or  intake  open¬ 
ing  shall  be  protected  by  an  approved  screen 
and  a  self-closing  cover.  Engine  fuel  tank 
shall  be  located  inside  the  cab. 

21.3. .  .Gasoline  shall  be  supplied  to  the  carburetor 

by  mechanical  pump  only. 

21.4. .  .Gasoline  supply  line  to  carburetor  shall  be 

connected  through  the  top  of  the  supply  tank. 

21.5.. . 0.  a  chassis  still  in  service,  accepted  previous 

to  May  20th,  1933  the  engine  fuel  tank  design 
shall  be  accepted  as  originally  approved. 
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RUNNING  BOARDS 

Sec.  22.1 ..  .Wing-tanks  may  be  substituted  for  running 
boards.  Only  lubricating  oils  will  be  per¬ 
mitted  for  transportation  in  the  wing-tanks. 
Not  more  than  one  100-gallon  tank,  which 
may  be  subdivided,  will  be  permitted  on 
either  side  of  the  tank  truck.  The  wing- 
tanks  or  the  running  boards  shall  extend  the 
full  length  of  the  tank  body.  Two  cans  for 
bucketing  the  lubricating  oil  may  be  carried 
on  either  side  of  the  tank  truck  beneath  the 
wing-tanks  or  running  boards  or  in  suitable 
housings.  Draw-off  connections  shall  be  lo¬ 
cated  in  a  protected  location  under  the  wing- 
tanks  and  shall  be  of  the  self-closing  type 
with  means  for  locking.  Side  racks  for  cans 
are  prohibited. 

CHASSIS  WEIGHT 

Sec.  23.1... The  net  chassis  weight  without  accessories, 
such  as  cab,  spare  tire,  water,  gasoline,  front 
and  rear  bumpers,  etc.,  shall  weigh  not  less 
than  36  per  cent  of  the  gross  weight  of  a 
fully  loaded  and  completely  equipped  vehicle. 

EXAMPLE 


Weight  of  chassis  (net  dry) .  8700  lbs. 

Weight  of  tank  (1500  gallon) .  5000  lbs. 

Weight  of  gasoline  (1500  gals.  @ 

6.2)  .  9300  lbs. 

Weight  of  accessories  (cab,  water, 

gas,  tires,  bumpers,  etc.) .  1050  lbs. 

i 


24050  lbs. 

36%  of  24,050  lbs.  equals  8,658  lbs.  mini¬ 
mum  weight  of  net  dry  chassis  acceptable. 

AFFIDAVITS 

Sec.  24.1... The  manufacturer  of  each  make  of  chassis 
shall  file  with  the  Fire  Commissioner  a  detail 
chassis  specification  with  drawings,  also  an 
affidavit  satisfactory  to  the  Fire  Commission¬ 
er  that  the  chassis  is  adequate  and  suitable  to 
transport  the  tank  and  its  contents  of  volatile 
inflammable  oils  in  New  York  City. 

24.2. .. Specifications  of  the  chassis  shall  be  listed 
in  the  Commercial  Car  Journal  or  in  a  similar 
representative  publication.  Any  chassis  devi¬ 
ation  from  published  specification  data  must 
be  filed  with  the  Fire  Commissioner,  such  as 
chassis  weight  due  to  variations  in  wheelbase, 
tires,  sizes,  etc. 

GUARANTEE 

Sec.  25.1 ..  .Satisfactory  evidence  of  compliance  with 
these  specifications,  also  as  to  its  safety  and 
proper  workmanship  on  all  parts  of  the  tank 
truck  shall,  when  required,  be  furnished  to 
the  Fire  Chief  and  Commissioner. 


USE  OF  TRUCK 

Sec.  26.1... Tank  trucks  approved  for  transporting  vola¬ 
tile  inflammable  oils  shall  be  used  for  no 
other  purpose,  except  that  lubricating  oils 
may  be  transported  on  the  same  truck  in  ap¬ 
proved  wing-tanks  or  in  approved  mounting 
tanks  or  both,  as  may  be  desired. 

IDENTIFICATION 

Sec.  27.1... The  tank  and  the  chassis  shall  be  perma¬ 
nently  numbered  by  means  of  a  plate  welded 
in  a  fixed  position. 

PAINTING  &  MARKING 

Sec.  28.1. .  .The  tank  body  shall  be  painted  a  red  as  speci¬ 
fied  for  Fire  Department  use  but  the  chassis, 
running  gear,  cab,  bonnet  or  hood  of  the 
motor  or  the  wheels  may  be  painted  any  color 
suitable  to  the  applicant. 

28.2.. . The  words  “GASOLINE-DANGER”  shall  be 

painted  in  English  on  both  sides  and  rear  of 
the  tank  in  letters  of  not  less  than  ten  (10) 
inches  high  by  at  least  a  one  and  one  quarter 
(V/x)  inch  stroke  and  on  the  front  bumper 
in  letters  not  less  than  four  (4)  inches  high 
by  at  least  a  one-half  ( J4 )  inch  stroke. 

28.3.  .  .The  name  of  the  owner,  or  operator,  or  their 
registered  trade  name,  shall  be  painted  on 
both  sides  of  the  tank  or  cab  in  letters  not 
less  than  two  (2)  inches  with  at  least  a  one- 
quarter  04)  inch  stroke  nor  more  than  six 
(6)  inches  with  at  least  a  one-half  (l/>)  inch 
stroke ;  or  permanently  affixed  to  both  sides 
of  the  tank  truck  by  means  of  a  brass  plate 
of  not  less  than  four  (4)  inches  by  six  (6) 
inches  in  size. 

28.4.. . 1.  can  be  optional  to  paint  a  band  on  either 
or  both  sides  of  the  tank,  of  a  color  other 
than  RED,  on  which  shall  be  painted  the  name 
of  the  owner,  or  operator  or  their  registered 
trade  name  as  provided  for  in  Section  28.3 
of  these  specifications.  This  band  shall  be 
painted  on  sides  of  the  tank  not  to  extend 
more  than  six  (6)  inches  beyond  the  start  and 
end  of  the  tank  and  shall  not  exceed  twelve 
(12)  inches  in  width. 

28.5.. .  No  advertising  or  other  names  shall  be 
painted  on  or  affixed  to  the  tank  truck. 

FIRE  PROTECTION 

Sec.  29.1... The  entire  tank  truck  shall  be  constructed  of 
incombustible  materials. 

29.2.  .  .Non-freezing  fire  appliances  only  shall  be  car¬ 
ried  on  tank  trucks.  At  least  one  approved 
carbon  dioxide  fire  extinguisher  of  not  less 
than  ten  (10)  pounds  capacity  shall  be  pro¬ 
vided  and  located  in  or  near  the  driver’s  cab. 

SMOKING 

Sec.  30.1 ..  .Smoking  on  a  tank  truck  is  prohibited  at  all 
times. 


Published  at  request  of  the  Fire  Chief  and  Commissioner 

SPECIFICATIONS  FOR  TANK  TRUCKS 
(FUEL,  KEROSENE,  LUBRICATING  OILS,  ETC.) 

To  be  used  In  the  transportation  or  delivery  for  storage, 
iale  or  use  within  the  City  of  any  petroleum  or  shale  oil, 
or  the  liquid  products  of  either,  or  coal  tar  which  will  not 
emit  an  inflammable  vapor  at  a  temperature  below  100° 


F.  when  tested  in  a  Tagliabue  open  cup  tester,  as  pro¬ 
vided  for  by  Section  113,  Article  8,  Chapter  10  of  the 
Code  of  Ordinances,  effective  May  18,  1935. 

PERMIT 

Sec.  1.1.  .  .No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  storage  or  use  within 
the  city  any  petroleum  or  shale  oil,  or  the 
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Sec.  1.2. 

1.3. 

1.4. 

1.5. 

1.6. 

1.7. 

1.8. 

Sec.  2.1 . 

Sec.  3.1 . 


Sec.  4.1 . 


liquid  products  of  either,  or  coal  tar  which 
will  not  emit  an  inflammable  vapor  below 
100°  F.  when  tested  in  a  Tagliabue  open  cup 
tester,  except  in  a  tank  truck  for  which  a 
permit  has  been  granted  by  the  Fire  Chief 
and  Commissioner.  (Sec.  113,  Art.  8,  Chap. 
10.) 

.A  permit  is  required  for  each  tank  truck 
used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any 
petroleum  or  shale  oil,  the  liquid  products 
of  either,  or  coal  tar  which  will  not  emit  an 
inflammable  vapor  below  100°  F.  when  tested 
in  a  Tagliabue  open  cup  tester.  (Sec.  113, 
Art.  8,  Chap.  10,  C.  of  O.) 

.Application  for  a  permit  shall  be  made  on 
forms  prescribed  by  said  Fire  Chief  and 
Commissioner  and  shall  contain  such  infor¬ 
mation  as  he  shall  require.  (Sec.  20,  Art.  2, 
Chap.  10,  C.  of  O.) 

.Unless  otherwise  provided  every  permit  for 
a  tank  truck  and  the  renewal  thereof,  shall 
be  for  a  period  determined  by  the  Fire  Chief 
and  Commissioner,  but  in  no  case  to  exceed 
one  year.  (Sec.  26,  Art.  2,  Chap.  10,  C.  of 
O.) 

.The  permit  is  revocable  and  not  transfera¬ 
ble  and  in  case  of  a  change  of  ownership  of 
the  truck,  the  new  owner  shall  obtain  a  new 
permit.  Fee  $10.00  for  each  truck.  (Sec.  43, 
Art.  3,  Chap.  10,  C.  of  O.) 

.The  metal  permit  plate,  furnished  by  the 
Fire  Department  at  the  same  time  the  Fire 
Department  permit  is  issued,  must  be  se¬ 
curely  fastened  to  the  exterior  of  the  cab  on 
the  left  side  of  the  tank  truck  and  be  so  dis¬ 
played  during  the  life  of  the  permit. 

.The  Fire  Department  Inspection  Card  must 
be  carried  at  all  times  in  the  cab  of  the  truck, 
in  a  card  holder. 

.Complete  specifications  of  the  truck,  with 
detail  construction  drawing  showing  plan 
and  elevation  of  the  tank,  also  carrying 
capacity  of  the  chassis,  shall  be  filed.  This 
section  will  not  apply  to  existing  equipment. 

RESPONSIBLE  PERSON 

.Each  tank  truck  for  which  a  permit  has 
been  issued  shall  be  under  the  control  and 
supervision  of  a  responsible  person. 

GRAVITY  TANK  TRUCK 

•  The  term  gravity  tank  truck  when  used  in 
these  tank  truck  specifications  shall  be  a 
steel  tank  mounted  on  either  a  motor  driven 
or  horse  drawn  vehicle,  in  which  the  con¬ 
tents  shall  be  any  petroleum  or  shale  oil,  or 
the  liquid  products  of  either,  or  coal  tar 
which  will  not  emit  an  inflammable  vapor  at 
a  temperature  below  100°  F.  when  tested  in 
a  Tagliabue  open  cup  tester,  and  is  drawn 
off  through  an  opening  or  openings  in  the 
bottom  of  the  tank  whether  by  natural  grav¬ 
ity  flow  or  actuated  by  some  mechanical 
means. 

TANK  CAPACITY 

.The  total  carrying  capacity  of  the  tank 
shall  not  exceed  twenty-five  hundred  (2,500) 
gallons,  except  that  heavy  oils  (Numbers  5 
and  6),  may  be  carried  in  a  tank  of  not 
more  than  three  thousand  (3,000)  gallons 


capacity,  but  its  capacity  shall  not  be  such 
to  cause  the  gross  weight  of  equipment  and 
load  to  exceed  the  weights  prescribed  by  the 
Motor  Vehicle  Law  of  the  State  of  New 
York. 


Sec.  4.2. 


4.3. 


The  total  capacity  of  any  one  compartment 
shall  not  exceed  six  hundred  gallons  (600), 
except  that  heavy  oils  numbers  5  and  6  may 
be  carried  in  a  three  thousand  gallon  com¬ 
partment. 


.Oil  permitted  to  be  transported  or  delivered 
in  tank  trucks  as  defined  in  Section  3.1  of 
these  specifications  shall  be  any  liquid  mix¬ 
ture,  substance,  or  compound  derived  from 
petroleum,  shale  oil  or  coal  tar,  and  the  li¬ 
quid  products  thereof,  and  shall  have  a  flash 
point  not  lower  than  100  degrees  Fahrenheit 
when  tested  in  a  Tagliabue  open  cup  tester 
and  marketed  under  the  following  commer¬ 
cial  grades : 


Range  Oil 
No.  1  Fuel  Oil 
2  “  “ 


SP.  Gr.  (A.P.I.) 


No. 

No. 

No. 

No. 

No. 


40-44° 
36-40° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 


OR 


U.  S.  Dept,  of  Commerce  Fuel  Oil  Standards  CS12-33. 


Grade 


Flash  Paint 
Minimum  Maximum 


No.  1.  (A  distillate  oil 
for  use  in  burners 
requiring  a  vola¬ 
tile  fuel)  . 

No.  2.  (A  distillate  oil 
for  use  in  burners 
requiring  a  mod¬ 
erately  volatile 

fuel)  . 

No.  3.  (A  distillate  oil 
for  use  in  burners 
requiring  a  low 
viscosity  fuel)  . . 
No.  4.  (An  oil  for  use 
in  burners  re¬ 
quiring  low  vis¬ 
cosity  fuel)  . 

No.  5.  (An  oil  for  use 
in  burners  permit¬ 
ting  a  medium 
viscosity  fuel. 
(Bunker  B,  Fed¬ 
eral  specification, 

2d)  . 

No.  6.  (An  oil  for  use 
in  burners  permit¬ 
ting  a  high  vis¬ 
cosity  fuel. 
(Bunker  C,  Fed¬ 
eral  specification, 
2d)  . 


110°  F. 


125°  F. 

150°  F. 

150°  F. 


150°  F. 


150°  F. 


165°  F. 


190°  F. 

200°  F. 


TANK  CONSTRUCTION 

Sec.  5.1.  .  .The  tank  shall  be  a  rigid  all  steel  structure, 
open  hearth  or  blue  annealed  steel  through¬ 
out,  in  accordance  with  the  following  table. 
Wrapper  sheets  shall  be  installed  with  longi¬ 
tudinal  seams  near  the  top.  All  joints  shall 
be  welded.  The  joints  shall  be  welded  (con¬ 
tinuous)  both  inside  and  outside  and  shall  be 
of  full  45  degree  fillet,  except  in  double  bulk 
head  construction  one-side  welding  only. 
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Sec.  5.2.  .  .All  gauges  specified  are  U.  S.  Standard  and 
apply  to  either  single  or  double  head  con¬ 
struction. 

Tanks  of  not  more  than  600  gallons  capacity 
— 12  gauge  shell — 12  gauge  head 
Tanks  of  over  600  gallons  and  not  more  than 
1,200  gallons  capacity — 10  gauge  shell — 10 
gauge  head 

Tanks  over  1,200  gallons  and  not  more  than 
3,000  gallons  capacity — 

400  gallon  compartment  and  under  10 
gauge  shell — 10  gauge  head 
over  400  gallon  compartment  and  not 
more  than  600  gallon  compartment — 10 
gauge  shell — 8  gauge  head 
for  compartments  over  600  gallon  to  carry 
5  and  6  oils — 8  gauge  shell — 8  gauge  head 
Tank  capacities  to  conform  to  sections  4.1 
and  4.2  of  these  specifications. 

No  permit  shall  be  granted  to  a  tank  truck 
using  a  tank  of  lighter  construction  than 
above  specified  after  July  1,  1937. 

5.3.  .  .Material  other  than  open-hearth  or  blue 

annealed  steels  may  be  used  if  in  thicknesses 
and  designs  that  will  give  tank  strengths  and 
rigidities  not  less  than  those  of  the  steels 
described  and  which  have  an  equal  or  higher 
melting  point. 

5.4.  .  .All  existing  welded  and  riveted  tanks  will 

be  accepted,  if  free  from  ruptures,  defects 
and  leakage. 

CAPACITY  INDICATOR 

Sec.  6.1.  .  .Adjustable  indicator  or  gauging  device 
shall  be  placed  in  each  filler  opening  so  set  as 
to  allow  three-fourths  of  a  gallon  to  each  one 
hundred  (100)  gallons  for  expansion.  Total 
shall  not  be  above  indicator  level.  Indicator 
shall  be  sealed.  The  installation  of  indicators 
as  above  described,  not  required  on  existing 
equipment. 

RELIEF  VENTS 

Sec.  7.1.  .  .Each  compartment  shall  be  provided  with  a 
breather  vent.  The  vent  shall  be  of  the 
normally  closed  pressure  controlling  type,  ex¬ 
cept  for  oils  known  as  Numbers  5  and  6. 
72.  .  .Vents  of  the  enclosed  type  shall  relieve  at 
not  more  than  five  (5)  pounds  pressure,  ex¬ 
cept  for  oils  Numbers  5  and  6.  All  vents 
shall  be  provided  with  a  20  x  20  mesh  non- 
corrodible  wire  screen. 

7.3.  .  .Vents  shall  have  a  through  area  as  below 
specified  and  shall  be  provided  as  follows: 
94"  diameter  vent  when  2"  drawoff  pipe  is 
used 

94"  diameter  vent  when  2l/i"  drawoff  pipe  is 
used 

1"  diameter  vent  when  3"  drawoff  pipe  is 
used 

1  Vi"  diameter  vent  when  4"  drawoff  pipe  is 
used 

V/i"  diameter  vent  when  6"  drawoff  pipe  is 
used 

COVERS 

Sec.  8.1.  .  .Except  when  filling,  and  during  transit  and 
delivery,  the  manhole  and  filler  openings 
shall  be  maintained  vapor  and  liquid  tight 
with  self-locking  covers,  which  shall  not 
open  at  more  than  91°.  The  hinges  shall  be 
placed  toward  the  cab.  The  vents  may  be 


located  either  in  the  dome  or  cover  and  shall 
be  of  sizes  specified  in  Section  7  of  the 
Specifications. 

TEST 

Sec.  9.1.  .  .Each  compartment  shall  show  no  signs  of 
leakage ;  hydrostatic  test  of  5  pounds  per 
square  inch  will  be  made  on  demand  of  the 
Fire  Chief  and  Commissioner. 

INSIDE  EMERGENCY  VALVES 

Sec.  10.1.  .  .An  inside  emergency  valve  (except  com¬ 
partments  of  one  hundred  and  fifty  (ISO) 
gallons  or  less)  shall  be  provided  at  the  out¬ 
let  orifice  from  each  compartment  and  shall 
be  kept  closed  except  during  delivery  or  dis¬ 
charging  operation.  Except  for  tanks  con¬ 
taining  Nos.  5  or  6  oil,  the  valve  shall  be  of 
the  quick  closing  type  and  arranged  to  close 
with  the  flow  of  liquid  and  shall  be  installed 
independent  of  the  outside  pipe  connections 
or  with  a  shear  section  which  will  break 
under  strain.  There  shall  be  no  stuffing  box 
below  the  liquid  level.  In  tanks  containing 
numbers  5  or  6  oil,  the  valve  may  be  either 
of  the  quick  closing  or  of  the  screw  type. 

OUTSIDE  PIPING  AND  VALVES 

Sec.  11.1.  .  .Each  compartment  or  tank  shall  be  emptied 
by  means  of  gravity  or  by  pump  or  both,  or 
if  so  desired,  the  syphon  type  of  truck  as 
approved  for  gasoline,  may  be  used. 

11 2.  .  .When  pump  is  used,  it  shall  be  provided 
with  a  sealed  means  of  bypassing  so  de¬ 
signed  and  set  that  it  will  not  deliver  more 
than  25  gallons  per  minute  through  a  1^4 
inch  delivery  hose  and  not  more  than  50 
gallons  per  minute  when  using  a  delivery 
hose  not  exceeding  2  inches  in  diameter 
when  delivering  fuel  oils  Numbers  1,  2,  3 
and  4  as  specified  under  Section  4.3  of  these 
Specifications.  Provisions  shall  be  made 
for  a  pressure  gauge  on  the  discharge  side 
of  the  pump.  Grounded  flexible  hose  of  not 
more  than  24  inches  in  length  may  be  used 
between  the  pump  and  the  suction  end  of 
the  discharged  piping. 

11.3.  .  .On  tank  semi-trailer  equipment  which  is  a 

vehicle  of  the  trailer  type  (upon  which  is 
mounted  a  tank)  having  one  or  more  axles 
and  two  or  more  wheels  so  designed  and 
used  in  conjunction  with  a  motor  vehicle 
that  some  part  of  its  own  weight  and  that 
of  its  own  load  rests  upon  or  is  carried  by 
another  vehicle,  grounded  flexible  hose  not 
exceeding  six  (6)  feet  in  length,  shall  be 
used  to  connect  the  piping  on  the  motor 
vehicle  to  the  piping  on  the  tank  semi¬ 
trailer. 

11.4.  .  .Piping  shall  be  connected  to  the  bottom  of 

the  tank,  either  by  having  the  wrapper  sheet 
flanged  and  special  connections  welded 
thereto,  or  by  heavy  pipe  flanges  welded 
both  inside  and  outside  to  the  wrapper  sheet 
when  screwed  piping  is  used  (valves  ex¬ 
cepted)  the  joints  shall  be  either  welded, 
brazed  or  cemented  for  tightness. 

11.5.  .  .Piping  shall  be  supported  from  the  tank  or 

tank  structure.  Rear  and  side  outlet  valves 
shall  be  protected  by  rear  bumper  or  on  the 
side  by  the  steel  running  boards.  Hose  shall 
not  exceed  100  feet  in  length. 
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Sec.  12.1.  .  .Each  tank  shall  be  substantially  supported 
by  iron  or  pressed  steel  cradles  or  steel 
bolsters.  The  tank  shall  be  secured  to  the 
bolsters  or  cradles  either  by  welding  or  by 
approved  metal  straps. 

12.2.  .  .If  a  wooden  sill  is  used  the  hold-down 
bracket  must  be  so  designed  that  both  the 
“U”  bolts  which  fasten  the  sill  to  the  chassis 
frame,  and  the  hold-down  bands  which  hold 
the  tank  to  the  cradle,  become  a  part  of  the 
same  bracket  assembly,  so  that  there  will 
always  be  a  metal  connection  between  tank 
and  chassis.  The  sills  must  be  so  anchored 
as  to  prevent  any  longitudinal  movement  of 
the  tank  structure  relative  to  the  chassis 
frame. 


BUMPERS 

Sec.  13.1.  .  .A  substantial  steel  bumper  shall  be  provided 
at  the  rear,  so  designed  as  to  protect  the 
rear  of  each  tank  and  the  discharge  valves 
from  injury. 

13.2.  .  .Bumpers  shall  be  permanently  secured  to 
the  chassis  frame  and  in  such  a  manner  as 
to  provide  protection  for  the  rear  of  the 
tank  and  the  discharge  valves. 


BUCKET  BOXES  &  RUNNING  BOARDS 


Sec.  14.1.  .  .Bucket  boxes  when  used  must  be  of  metal 
construction  not  lighter  than  14  U.  S. 
Standard  gauge — must  be  a  permanent  part 
of  the  tank  structure  and  provided  with 
drainage  and  ventilation  through  the  bot¬ 
tom.  Hard  wood  lining  may  be  used  to 
prevent  sparking.  All  steel  running  boards 
shall  be  provided  and  shall  not  extend  be¬ 
yond  the  maximum  width  of  the  chassis. 
The  over-all  width  of  the  assembled  tank 
truck  shall  not  exceed  the  State  limitations. 
All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 

14.2.  .  .Running  boards  constructed  of  wood  if  in 
good  condition  shall  be  accepted  on  existing 
equipment. 

WIRING 


Sec.  15.1.  .  .All  wires  from  rear  of  the  cab  to  the  rear 
of  the  tank  shall  be  located  in  rigid  iron, 
flexible  steel  conduit,  armored  cable,  or  ap¬ 
proved  metal  conduit  with  water  tight  con¬ 
nections. 

15.2.  .  .The  tail  light  shall  be  mounted  at  the  level 
of  the  top  of  the  tank,  on  the  left  side  rear. 


BRAKES 

Sec.  16.1.  .  .Provide  adequate  brakes  on  all  wheels  and 
keep  same  in  efficient  working  order  at  all 
times.  Brakes  shall  comply  with  the  require¬ 
ments  of  the  Motor  Vehicle  Law  of  the 
State  of  New  York  and  the  rules  of  the  New 
York  City  Police  Department  to  be  deemed 
“adequate.” 

16.2  .  .On  a  chassis  still  in  service,  accepted  previ¬ 

ous  to  July  1,  1935,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  the  same  complies  with  the 
braking  requirements  of  the  Motor  Vehicle 


Laws  of  the  State  of  New  York  and  the 
stopping  requirements  of  the  New  York  City 
Police  Department. 

CHASSIS  WEIGHT 

Sec.  17.1.  .  .The  net  dry  chassis  weight  for  the  vehicle 
listed  in  this  section  shall  not  weigh  less  than 
the  percentage  of  the  gross  road  weight  when 
fully  loaded  and  completely  equipped  as 
follows : 

For  tanks  0  to  600  gallons — 25% 

For  tanks  601  to  1250  gallons — 30% 

For  tanks  1251  to  3000  gallons — 28% 
excepting  however,  that  for  chassis  delivered 
from  the  manufacturer  without  a  third  axle 
attachment  and  weighing  less  than  4,500 
pounds  net  dry  chassis  weight,  and  to  which 
a  third  axle  attachment  has  been  made,  the 
maximum  capacity  for  fuel,  kerosene,  range 
or  lubricating  oils  shall  not  exceed  twelve 
hundred  fifty  (1.250)  gallons. 

The  net  dry  chassis  weight  of  the  types  of 
vehicles  listed  in  this  section  is  determined 
without  accessories,  such  as  cab,  spare  tire, 
water,  gasoline,  front  and  rear  bumpers,  etc. 

(a)  A  tank  truck,  in  which  the  engine  is 
mounted  in  front,  or  inside  or  under  the  cab, 
not  used  as  tractor,  semi-trailer  equipment, 
complete  as  delivered  from  the  manufacturer, 
without  accessories  as  listed  in  this  section. 

(b)  A  tank  truck,  equipped  with  a  third 
axle  attachment.  Both  the  two  axle  chassis 
as  delivered  from  the  manufacturer  and  the 
specified  attachments  necessary  to  install  the 
third  axle,  but  without  accessories  as  listed 
in  this  section. 

(c)  A  tank  mounted  on  a  semi-trailer 
chassis  and  a  tractor  as  delivered  from  the 
manufacturer,  but  without  accessories  as 
listed  in  this  section. 

EXAMPLE 


Sec.  17.2.  .  .Weight  of  chassis  (net  dry) .  6,900  lbs. 

Weight  of  tank  (1500  gal. -10  ga. 

5  compts.)  .  4,500  lbs. 

Weight  of  meter,  hose  and  reel...  750 lbs. 
Weight  of  oil  (1,500  gals.  @  7.5 

lbs.  per  gal.)  .  11,250 lbs. 

Weight  of  accessories  (cab,  water, 
gas,  etc.)  .  725  lbs. 


24,125  lbs. 

28%  of  24,125  pounds  equals  6,755  pounds 
minimum  of  net  dry  chassis  weight  accepta¬ 
ble. 

17.3.  .  .(a)  A  chassis,  to  be  acceptable,  must  be 
accompanied  by  a  sworn  statement  signed  by 
the  Chief  Engineer  of  the  Company  manu¬ 
facturing  the  chassis,  guaranteeing  the  truck 
as  delivered  to  the  user  to  be  safe  for  the 
gross  road  weight. 

(b)  A  chassis,  to  which  a  third  axle  at¬ 
tachment  has  been  made,  to  be  acceptable, 
must  have  such  installation  made  by  the 
manufacturer  of  such  third  axle  attachment 
or  a  duly  authorized  representative  and  a 
sworn  statement  shall  be  provided  signed  by 
the  Chief  Engineer  of  the  company  that 
manufactures  and  installs  the  third  axle 
attachment  or  the  duly  authorized  represen¬ 
tative  guaranteeing  the  truck  as  delivered  to 
the  user  to  be  safe  for  the  gross  road  weight. 
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CAB 

Sec.  18.1.  .  .The  cab  may  be  of  standard  design.  It 
shall  be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  the  doors, 
if  any,  shall  be  kept  in  efficient  working 
order.  Directional  signalling  devices,  re¬ 
flectors,  mirrors  and  safety  glass  shall  be 
provided  when  required  by  the  Motor  Ve¬ 
hicle  Law  of  the  State  of  New  York,  and 
shall  be  of  a  type  approved  by  the  Commis¬ 
sioner  of  Motor  Vehicles  of  the  State  of 
New  York. 

18.2.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 

ous  to  April  15th,  1936,  the  cab  design  as 
originally  approved  shall  be  accepted. 

ENGINE  EXHAUST  SYSTEM 

Sec.  19.1.  .  .The  engine  exhaust  system  shall  terminate 
not  more  than  one  half  the  length  of  the 
wheelbase  from  the  front  axle.  The  outlet 
shall  be  turned  downward. 

ENGINE  FUEL  TANK 

Sec.  20.1.  .  .The  engine  fuel  tank  shall  be  substantially 
constructed,  free  from  defects  and  leaks,  and 
shall  not  exceed  thirty-two  U.  S.  gallons 
capacity.  Joints  shall  not  depend  on  solder¬ 
ing  for  tightness. 

20.2.  .  .The  fill  or  intake  opening  shall  be  protected 

by  a  self-closing  hinged  cap  or  cover. 

20.3.  .  .Engine  fuel  shall  be  supplied  to  the  car¬ 

buretor  by  mechanical  pump  only. 

20.4.  .  .Engine  fuel  supply  line  to  carburetor  shall 

be  connected  through  top  of  engine  fuel  tank. 

20.5.  .  .On  all  chassis  in  which  the  engine  is 

mounted  in  front  of  the  cab,  the  engine  fuel 
tank  shall  be  located  inside  the  cab. 

20.6.  .  .On  all  chassis  in  which  the  engine  is  lo¬ 

cated  inside  or  under  the  cab,  except  those 
used  with  tank  semi-trailer  equipment  as 
defined  in  Section  11.3  of  these  specifications, 
the  engine  fuel  tank  shall  be  located  either 
inside  the  cab  or  between  the  chassis  frame 
side  members  immediately  back  of  the  rear 
axle.  If  the  cargo  tank  or  body  is  skirted, 
doors  with  permanently  attached  handles 
must  be  provided  in  the  skirting  on  both 
sides  of  the  vehicle,  so  as  to  make  the  engine 
fuel  tank  easily  accessible  at  all  times. 

20.7.  .  .On  all  chassis,  in  which  the  engine  is  lo¬ 

cated  inside  or  under  the  cab,  used  with  tank 
semi-trailer  equipment  as  defined  in  Section 
11.3  of  these  specifications,  the  engine  fuel 
tank  shall  be  located  either  inside  the  cab  or 
immediately  back  of  the  cab  above  the  frame 
and  shall  not  overhang  the  frame  side  mem¬ 
bers. 

20.8.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 

ous  to  April  15th,  1936,  in  which  case  the 
location  and  capacity  of  the  engine  fuel  tank 
as  originally  approved  shall  be  accepted. 

PAINTING  AND  MARKING 

Sec.  21.1.  .  .The  tank  and  rear  bucket  compartment,  if 
any,  shall  be  painted  Dark  Green;  but  the 
chassis,  running  gear,  cab,  bonnet  or  hood  of 
motor,  or  the  wheels  may  be  painted  any 
color  suitable  to  the  applicant. 

>  21.2.  .  .The  registered  trade  name,  or  the  name  of 

the  person,  firm  or  corporation  owning  or 
operating  the  tank  truck  shall  be  displayed 
on  both  sides  of  the  tank  truck  in  letters  at 
least  three  and  one-half  inches  high  by  one- 
half  inch  stroke;  it  is  optional  with  the  dis¬ 


tributor  to  add  the  name  of  the  product  and 
the  firm  address. 

Sec.  21.3.  .  .The  advertising  of  any  product  distributed 
by  the  person,  firm  or  corporation  operating 
the  tank  truck  is  permitted,  but  oils  having 
a  flashpoint  of  less  than  100°  F.  when  tested 
in  an  open  cup  tester  shall  not  be  advertised 
on  any  part  of  the  tank  truck. 

21.4.  .  .It  can  be  optional  in  lieu  of  complying  with 

Section  21.2  of  these  specifications  to  paint 
a  band  on  either  or  both  sides  of  the  tank, 
of  a  color  other  than  Dark  Green,  said  band 
not  to  exceed  twenty  (20)  inches  in  width 
and  have  a  border  of  Dark  Green  at  least 
four  (4)  inches  on  each  end,  upon  which 
band  can  be  painted  the  name  of  the  owner 
or  operator,  or  a  registered  trade  name,  or 
the  name  of  the  product  being  transported 
or  delivered,  or  both.  However,  on  skirted 
tanks,  the  exposed  portion  of  the  tank  must 
be  painted  Dark  Green.  It  is  also  optional 
to  paint  the  rear  end  of  the  tank  or  the 
bucket  compartment,  if  there  be  any,  with 
a  color  other  than  Dark  Green,  upon  which 
can  be  painted  the  name  of  the  owner  or 
operator,  or  their  registered  trade  name,  also 
the  name  of  the  product  to  be  transported 
or  delivered,  or  both,  provided,  however, 
that  a  border  of  Dark  Green  at  least  three 
(3)  inches  is  painted  around  its  edge.  How¬ 
ever,  the  band  heretofore  prescribed,  not  to 
exceed  twenty  (20)  inches,  may  exceed  said 
twenty  (20)  inches,  but  in  no  event  shall 
exceed  a  maximum  of  twenty-seven  (27) 
inches,  in  the  event  the  tank  involvd  has  a 
total  capacity  of  fifteen  hundred  (1500)  gal¬ 
lons  or  more  and  has  an  approximate  ellipse 
of  forty-four  (44)  inches  by  sixty-four  (64) 
inches  or  more  and  which  otherwise  com¬ 
plies  with  the  requirements  here  prescribed. 

21.5.  .  .The  use  of  anv  combustible  signs  on  a  tank 

truck  is  prohibited. 

FIRE  PROTECTION 

Sec.  22.1.  .  .Non-freezing  fire  appliances  only  shall  be 
carried  on  tank  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
7l4  pounds  carbon  dioxide  in  an  approved 
fire  extinguisher.  Such  appliances  shall  be 
carried  on  the  truck  at  all  times  and  be  kept 
ready  for  use. 

CANS 

Sec.  23.1.  .  .Excess  storage  of  the  product  transported 
or  delivered  not  exceeding  sixty  (60)  gal¬ 
lons  in  containers  as  specified  in  Section  113, 
Article  8,  Chapter  10,  Code  of  Ordinances, 
may  be  carried  in  the  bucket  compartments 
and  it  is  further  provided  that  where  a  de¬ 
livery  is  made  in  a  licensed  premise,  open 
measuring  cans  of  a  capacity  not  exceeding 
ten  (10)  gallons  may  be  used  if  same  are  not 
left  on  premises  as  a  storage  container. 

TRAILERS 

Sec.  24.1.  .  .The  use  of  any  vehicle  (upon  which  is 
mounted  a  tank)  without  its  own  motive 
power,  no  part  of  the  weight  of  which  rests 
on  the  towing  vehicle,  but  is  drawn  by  a 
motor  vehicle  and  is  known  as  full  tank 
trailer,  is  prohibited. 

SMOKING 

Sec.  25.1.  .  .Smoking  on  a  tank  truck  is  prohibited  at 
all  times. 
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Published  at  request  of  the  Fire  Chief  and  Commisisoner 

SPECIFICATIONS  FOR 
PLATFORM  TRUCKS 

To  be  used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City,  of  any  petroleum  or 
shale  oil,  or  the  liquid  products  of  either,  or  coal  tar  in 
accordance  with  Sections  113  and  114,  Article  8,  Chapter 
10  of  the  Code  of  Ordinances  effective  May  18,  1935. 

PERMIT 

Sec.  1.1.  .  .No  person,  firm  or  corporation  shall  trans¬ 
port  or  deliver  for  sale,  use  or  storage  within 
the  City  any  petroleum  or  shale  oil,  or  the 
liquid  products  of  either,  or  coal  tar  without 
a  permit  from  the  Fire  Chief  and  Commis¬ 
sioner.  (Sections  113  and  114,  Article  8, 
Chapter  10,  Code  of  Ordinances.) 

1.2.  .  .A  permit  is  required  for  each  platform  truck 

used  for  the  transportation  or  delivery  for 
storage,  sale  or  use  within  the  City  of  any 
petroleum  or  shale  oil,  or  the  liquid  products 
of  either,  or  coal  tar  when  in  containers  of 
a  type  as  specified  in  Sections  113  or  114  of 
Article  8  of  Chapter  10  of  the  Code  of 
Ordinances  of  the  City  of  New  York. 

1.3.  .  .Application  for  a  permit  shall  be  made  on 

forms  prescribed  by  the  Fire  Chief  and  Com¬ 
missioner  and  shall  contain  such  information 
as  he  shall  require.  (Section  20,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

1.4.  .  .Unless  otherwise  provided  every  permit  for 

a  rack  or  stake  truck  and  the  renewal  thereof, 
shall  be  for  a  period  to  be  determined  by  the 
Fire  Chief  and  Commissioner,  but  in  no  case 
to  exceed  one  year.  (Section  26,  Article  2, 
Chapter  10,  Code  of  Ordinances.) 

1.5.  .  .The  permit  is  revocable,  not  transferable  and 

in  the  case  of  a  change  of  ownership,  the 
new  owner  shall  obtain  a  new  permit.  (Sec¬ 
tion  43,  Article  3,  Chapter  10,  Code  of  Or¬ 
dinances.)  Fee  Ten  ($10)  Dollars  for  each 
truck. 

1.6.  .  .The  metal  plate,  furnished  by  the  Fire  De¬ 

partment  at  the  same  time  the  Fire  Depart¬ 
ment  Permit  is  issued,  must  be  securely 
fastened  to  the  exterior  of  the  cab  on  the  left 
side  of  the  truck  and  be  so  displayed  during 
the  life  of  the  permit. 

1.7.  .  .The  Fire  Department  Inspection  Card  must 

be  carried  at  all  times  in  the  cab  of  the  truck 
in  a  card-holder. 

1.8.  .  .A  permit  shall  be  issued  only  for  this  type 

of  vehicle  for  a  gross  weight  of  vehicle  and 
load  not  to  exceed  a  weight  in  pounds  which 
shall  be  stated  in  a  certified  statement  which 
is  filed  with  the  Fire  Chief  and  Commissioner 
by  the  manufacturer  of  the  completed  chassis. 

BODIES 

Sec.  2.1.  .  .Trucks  may  have  any  type  of  body  suitable 
to  the  applicant,  provided  it  is  mounted  on  a 
chassis  in  a  workmanlike  manner. 

CAB 

Sec.  3.1  ..  .  The  cab  may  be  of  standard  design.  It  shall 
be  kept  in  a  safe  condition  with  no 
broken  or  defective  cushions  and  the  doors, 
if  any,  shall  be  kept  in  efficeint  working 
order.  Directional  signalling  devices,  reflec¬ 
tors,  mirrors  and  safety  glass  shall  be  pro¬ 
vided  when  required  by  the  Motor  Vehicle 


Law  of  the  State  of  New  York,  and  shall  be 
of  a  type  approved  by  the  Commissioner  of 
Motor  Vehicles  of  the  State  of  New  York. 

Sec.  3.2 ..  .  On  a  chassis  now  in  service  and  accepted 
previous  to  April  lSth,  1936,  in  which  case  the 
cab  as  originally  approved  shall  be  accepted. 

ENGINE  EXHAUST  SYSTEM 

Sec.  4.1  ..  .  The  engine  exhaust  system  shall  terminate 
not  more  than  one  half  the  length  of  the 
wheelbase  from  the  front  axle.  The  outlet 
shall  be  turned  downward. 

ENGINE  FUEL  TANKS 

Sec.  5.1  ..  .  The  engine  fuel  tank  shall  be  substantially 
constructed,  free  from  defects  and  leaks. 
Joints  shall  not  depend  on  soldering  for  tight¬ 
ness. 

5.2 ..  .  Engine  fuel  tanks,  if  attached  to  chassis 

frame  and  located  bn  right  side,  and  not  ex¬ 
tending  beyond  the  width  of  the  body,  shall 
be  accepted  if  on  existing  equipment. 

5.3 ..  .  On  all  chassis  in  which  the  engine  is 

mounted  in  front,  or  inside  or  under  the 
cab,  and  not  used  as  tractor-semi-trailer 
equipment,  the  engine  fuel  tank  shall  be  lo¬ 
cated  either  inside  the  cab  or  immediately 
back  of  the  cab  above  the  frame  and  shall  not 
overhang  the  frame  side  members,  or  shall 
be  located  between  the  chassis  frame  side 
members  immediately  back  of  the  rear  axle. 

5.4 ..  .  On  all  chassis,  used  as  semi-trailer  equip¬ 

ment,  the  engine  fuel  tank  shall  be  located 
either  inside  the  cab  or  immediately  back  of 
the  cab  above  the  frame  and  shall  not  over¬ 
hang  side  members. 

5.5 ..  .  On  a  chassis  now  in  service  and  accepted 

previous  to  April  15th,  1936,  in  which  case 
the  location  of  the  engine  fuel  tank  as  origi¬ 
nally  approved  shall  be  accepted. 

WIRING 

Sec.  6.1  ..  .  All  wiring  used  on  this  type  of  truck  shall 
be  kept  in  a  safe  condition. 

RACKS 

Sec.  7.1.  .  .If  rack  compartments  are  used  to  hold  con- 
containers  they  shall  be  substantially  made 
and  so  arranged,  when  placed  in  tiers,  that 
the  construction  of  the  lower  rack  compart¬ 
ment  will  support  the  weight  of  the  upper 
rack  compartment  and  the  containers. 

7.2.  .  .Products  shall  only  be  transported  or  de¬ 
livered  on  a  truck  of  this  type  in  containers  as 
specified  in  Sections  113  and  114  of  Article  8 
of  Chapter  10  of  the  Code  of  Ordinances  of 
the  City  of  New  York. 

7.3 ..  .  Containers  not  exceeding  five  (5)  gallon 

capacity  shall  be  transported  or  delivered  in 
a  case  of  a  design  that  will  prevent  any  weight 
or  strain  being  placed  upon  the  container. 

7.4  ..  .  Containers  as  specified  in  Section  7.2  of  these 
specifications  may  be  stacked  in  tiers  if  the 
rated  gross  load  does  not  exceed  the  pro¬ 
visions  of  Section  1.8  of  these  specifications. 

7.5 ..  .  An  approved  portable  tank  wagon,  not  ex¬ 

ceeding  fifty-five  (55)  gallons  capacity  may 
be  used  as  a  transportation  or  delivery  con¬ 
tainer  on  a  platform  truck  if  its  wheels  have 
been  removed  and  it  has  been  permanently 
mounted  with  substantial  incombustible  ma¬ 
terial.  The  contents  of  the  tank  wagon  shall 
be  discharged  only  through  a  hose,  not  ex¬ 
ceeding  sixteen  (16)  feet  in  length  having  a 
shut-off  valve  close  to  the  outlet  or  nozzle. 
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Sec.  8.1  ..  .  The  use  of  any  vehicle,  without  its  own 
motive  power,  no  part  of  the  weight  of  which 
rests  on  the  towing  vehicle,  but  is  drawn  by 
a  motor  vehicle  and  is  known  as  a  full  trailer, 
is  prohibited. 

PAINTING  AND  MARKING 

Sec.  9.1.  .  .The  body  of  this  type  of  truck  may  be 
painted  any  color  suitable  to  the  applicant. 

9.2  ..  .  The  registered  trade  name  or  the  name  of 
the  person,  firm  or  corporation  operating  this 
type  of  truck  shall  be  displayed  on  both  sides 
of  the  truck  in  letters  at  least  two  inches  in 
height  by  one-quarter  inch  stroke. 

FIRE  PROTECTION 

Sec.  10.1.  .  .Non-freezing  fire  appliances  only  shall  be 
carried  on  these  trucks.  At  least  four  quarts 
of  carbon  tetrachloride  in  an  approved  fire 
extinguisher  or  fire  extinguishers  or  at  least 
7Vz  pounds  carbon  dioxide  in  an  approved  fire 
extinguisher.  Such  appliances  shall  be  carried 
on  the  truck  at  all  times  and  be  kept  ready 
for  use. 


BRAKES 

Sec.  11.1  .  .  .Provide  adequate  brakes  on  all  wheels  and 
keep  same  in  efficient  working  order  at  all 
times.  Brakes  shall  comply  with  the  require¬ 
ments  of  the  Motor  Vehicle  Law  of  the  State 
of  New  York  and  the  rules  of  the  New  York 
City  Police  Department  to  be  deemed  “ade¬ 
quate.” 

11.2.  .  .On  a  chassis  still  in  service,  accepted  previ¬ 
ous  to  July  1,  1935,  in  which  case  the  number 
of  brakes  and  the  amount  of  braking  area 
shall  be  permitted  as  when  originally  ap¬ 
proved,  if  the  same  complies  with  the  brak¬ 
ing  requirements  of  the  Motor  Vehicle  Laws 
of  the  State  of  New  York  and  the  stopping 
requirements  of  the  New  York  City  Police 
Department. 

SMOKING 

Sec.  12.1  .  .  .  Smoking  on  a  truck  while  transporting  or 
delivering  any  oils  or  liquids  requiring  a 
permit  from  the  Fire  Chief  and  Commissioner 
is  prohibited. 

RAGS 

Sec.  13.1 .  .  .  All  rags  or  cotton  waste  shall  be  kept  in  a 
covered  metal  box. 


SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in  : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops ; 

Foundries  ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works  ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 

30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (24)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (224) 
inches  of  1  :2j4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (24)  of  one  (1)  per  cent  of 
steel  mesh ; 

(b)  Two  and  one-half  (224)  inches  of  1  :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations: 

(a)  One-half  (24)  inch  plaster  boards,  or  three- 
eighths  04)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (24)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(24)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction ;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(24)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (24)  inch  wood  sheathing,  one-half 
(24)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (24)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (24)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  jacketed  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdle,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2j^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

109-31-SA — Gilbarco  Oil  Burner,  Models  GB  3,  4  and  5 
and  Esso  Oil  Burner,  Models  EB  3,  4 
and  5. 

520-31-SA — Gilbarco  Oil  Burner,  Models  GB  1  and  2  and 
Esso  Oil  Burner,  Models  EB  1  and  2. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA — Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightwav  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

282-33-SA — Gilbarco  Oil  Burner,  Model  GB-0  and 
Sachem  Oil  Burner,  Model  GB-0. 

1S6-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-3S-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

97-35-SA — Roper  Rotary  Pump  for  Fuel  Oil. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CT-2 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51 
52  and  521. 

207-35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA — Vac-O- Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 


226- 35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 

100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

227- 36-SA — Ventalarm  for  Fuel  Oil,  Type  L. 

237-36-SA— Heat-Pak  Oil  Burner,  Models  35  and  Com¬ 
pact. 

242- 36-SA— Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 
248-36-SA — Dupont  Oil  Burner. 

254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  \y2  in.  New 
York  Regulation  Lavatory  Trap. 
264-36-SA — Nesco  Circulating  Heater,  Models  41,  42  041 
042  and  052. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

303-36-SA — Sears  Roebuck  Oil  Burning  Water  Heater, 
Hercules  Model  No.  2544. 

305-36-SM — Revere  Copper  Oil  Burner  Tubing. 

308-36-SA — Coleman  Oil  Burning  Circulating  and  Space 
Heater,  Models  821A,  822,  824,  825,  826  and 
827. 

317-36-SA — Dempsey  Industrial  Oil  Burner. 

320-36-SA — Preferred  Syphon  Breaker,  Type  T. 

324-36-SA — Thermoil  Oil  Burner. 

331-36-SA  U.  &  S.  Oil  Burner  for  Pressing  Machine, 
Models  A,  B  and  C. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
winch  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
ov  departmental  actions  are  consummated .  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

n  P a  haIf  ($2-50)  for  subscription  for  one  year  to  THE  BULLETIN 

THL  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name. 


My  Subscription  is  to  begin  with  the  issue  for. 


1364 


Street . 

P.  O 


1936. 


60 


BULLETIN 


OF  THE 


7/  f  Ub**k\ '  or 
D£c  ^  lhi£ 

Ur!,l'£*siry 


7  ,c 


Of 


ILLIHq/o 

k  1  A  1 


BOARD  OF  STANDARDS  AND  APPEALS 


CITY  OF  NEW  YORK 


Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1916,  and 
the  Municipal  Assembly,  Local  Law  No.  13,  of  1925,  Local  Law  No.  26  of  1934,  Local  Law  No.  27  of  1934  and 

Local  Law  No.  10  of  1935. 

Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1000  to  1018,  Municipal  Building, 

New  York  City. 


Vol.  XXI 


Subscription 
$2.50  a  year 


DECEMBER  1,  1936 


Single  Copies,  5  cents 
By  mail,  8  cents 


No.  48 


DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Order  Served  on  Board. 

Court  Decision. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  November  24,  1936,  at  10 
A.  M.,  Affecting  Calendar  Numbers  244-36-BZ,  240-36- 
BZ,  256-36-BZ,  287-36-BZ,  257-36-BZ  and  250-36-BZ. 

Minutes  of  Regular  Meeting,  November  24,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  225-36-BZ,  266-36- 
BZ,  141--36-BZ,  353-36-BZ,  325-36-BZ,  158-36-BZ,  121- 
36-BZ,  281-35-BZ,  281-36-BZ,  130-33-BZ,  170-36-BZ, 
301-36-A,  299-36-A,  300-36-A,  306-36-A,  311-36-A,  316- 
36-A,  338-36-A,  344-36-A,  347-36-A,  348-36-A,  328-36-A,  ' 
333-36-A,  327-36-A,  193-36-S,  190-36-S,  340-36-S,  1203- 
22-SA,  97-35-SA,  227-36-SA,  248-36-SA,  303-36-SA  and 
56-36-SA. 

Approved  Fuel  Oil  Pumps. 

Notice  of  Public  Hearing  on  Proposed  Amendments  of 
Oil  Burner  Rules. 

Notice  of  Public  Hearing  on  Proposed  Revision  of  In¬ 
terior  Fire  Alarm  Rules. 

Smoking  in  Factory,  Rules. 

Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  November  30, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  December  7,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  November  25,  1936. 
Cal.  No.  Department  Premises  Affected 


353-36-BZ. 


354-36-BZ. 


355-36-BZ. 


356-36- A. 


357-36-A. 


358-36-A. 


141-36-BZ. 


.D.B.B . 2036-2052  Bedford  avenue, 

southwest  corner  of  Clark¬ 
son  avenue  (Block  5064,  Lot 
53),  Borough  of  Brooklyn, 
Applic.  18483-36. 

.D.B.B . 7513-7523  Ridge  boulevard  and 

201-213  76th  street,  north¬ 
east  corner  (Block  5939,  Lot 
1),  Borough  of  Brooklyn, 
Applic.  17006-36. 

.D.B.Bx . 693  East  Gun  Hill  road,  north¬ 

west  corner  of  Willett  ave¬ 
nue  (Block  4642,  Lot  70), 
Borough  of  The  Bronx, 

Decision. 

•  F.D . Transportation  of  Fuel  Oil  in 

Tank  Trucks  in  New  York 
City,  3844-L.C. 

.D.B.B . 1091-1113  Lorraine  avenue, 

northside  between  Linden 
boulevard  and  Holly  street, 
and  2492-2504  Linden  boule¬ 
vard  (Block  4482,  Lot  38), 
Borough  of  Brooklyn, 

Applic.  17928-36. 

•  D.B.B . 557-563  East  18th  street  (543 

displayed),  east  side,  131  ft. 
St/s  in.  north  of  Newkirk 
avenue  (Block  5204,  Lot 
45),  Borough  of  Brooklyn, 
Decision. 

Restored  to  Calendar. 

.D.B.B... 


281-35-BZ. 


.D.B.Bx. 


.833-835  Sutter  avenue  and 
407-417  Schenck  avenue, 
northeast  corner  (Block 
4028,  Lot  35),  Borough  of 
Brooklyn, 

Applic.  6141-36. 

.2295  Grand  Concourse,  south¬ 
west  corner  of  East  183rd 
street  (Block  3163,  Lot  22), 
Borough  of  The  Bronx, 

Alt.  542-35. 


1203-22-SA. 


.F.D _ 


. . .  .Simplex  Turbine 
Burner,  Models 
M.O.G., 


Fuel  Oil 
C.O.G.  and 
Appliance. 


D.B . 

H.D . 

D.B.B..  . 

D.B.M _ 

D.B.Q _ 

D.B.R _ 

D.B.Bx... 

T.H.D _ 

B.B . 


CODE 

. Department  of  Buildings 

. Health  Department 

..Department  of  Buildings,  Brooklyn 
.Department  of  Buildings,  Manhattan 

- Department  of  Buildings,  Queens 

..Department  of  Buildings,  Richmond 

. Department  of  Buildings,  Bronx 

. Tenement  House  Department 

. Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  November  19,  1936,  Charles  A.  Cohen,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  M.S.P.  Estates,  Inc., 
owner,  in  re  decision  of  October  27th,  1936,  revoking  permit  and  re- 
versing  decisions  of  Commissioner  of  Buildings  and  Board  of  Build¬ 
ings  in  re  94  Bowery,  Borough  of  Manhattan,  Cal.  No.  276-36-A. 


COURT  DECISION 

Scharlin  Motor  Corp.  vs.  Murdock — On  March  11,  1936,  Board 
affirmed  decision  of  Commissioner  of  Buildings,  holding 
that  sales  of  cars  on  open  lots  are  contrary  to  article 
II,  section  4,  paragraph  (a),  subdivision  15,  and  deny¬ 
ing  curb-cut  permit  therefor;  Cal.  No.  41-36-A;  prem¬ 
ises  883-889  First  avenue,  northwest  corner  East  49th 
street,  Borough  of  Manhattan.  Justice  McLaughlin  re¬ 
versed  Board  on  the  ground  that  no  gasoline  or  oil  is 
to  be  stored  in  the  cars  on  this  salesplot,  and  that 
“salesroom”  is  not  necessarily  confined  to  a  portion  of 
a  building  (N.Y.L.J.  July  21,  1936).  Appellate  Division 
affirmed  order  reversing  Board  (N.Y.L.J.  November 
21,  1936). 


RULES 

Last  Publication  in  Bulletin 


etc. 


Paint,  Varnish  and  Lacquer  Spray 


Tank  Trucks,  Gasoline,  etc . . 

Wire  Glass  Rules  (Amendment  to 


LIST  OF  APPROVED  APPLIANCES 


.  Sept. 

15, 

1936— Vol. 

21, 

No. 

37 

•  Aug. 

2, 

1932— Vol. 

17, 

No. 

31 

Sept. 

8, 

1936— Vol. 

21, 

No. 

36 

,  Dec. 

1, 

1936— Vol. 

21, 

No. 

48 

Mar. 

3, 

1936— Vol. 

21, 

No. 

9 

Jan. 

1, 

1935 — Vol. 

20, 

No. 

1 

.  Sept. 

8, 

1936— Vol. 

21. 

No. 

36 

•  Sept. 

1, 

1936— Vol. 

21, 

No. 

35 

•July 

14, 

1936— Vol. 

21, 

No. 

28 

Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

•  Apr. 

14, 

1936— Vol. 

21, 

No. 

15 

Jan. 

21, 

1919— Vol. 

4, 

No. 

3 

7, 

1925— Vol. 

10, 

No. 

14 

Tune 

5, 

1928— Vol. 

13, 

No. 

23 

Nov. 

17, 

1936— Vol. 

21, 

No. 

46 

Nov. 

27, 

1934— Vol. 

19, 

No. 

48 

,  Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

Dec. 

1, 

1936— Vol. 

21, 

No. 

48 

Nov. 

10, 

1936— Vol. 

21, 

No. 

45 

.Sept. 

8, 

1936— Vol. 

21, 

No. 

36 

Dec. 

1, 

1936— Vol. 

21, 

No. 

48 

Aug. 

18, 

1936— Vol. 

21, 

No. 

33 

Nov. 

3, 

1936— Vol. 

21, 

No. 

44 

Tune 

7, 

1932— Vol. 

17, 

No. 

23 

Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

Apr. 

10, 

1923— Vol. 

8, 

No. 

15 

Anti-Siphon  Valves  . . Mar. 

Fireline  Hose  Valves . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Nov. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.  Nov. 

Fuel  Oil  Pumps . Dec. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Nov. 


5,  1935— Vol.  20,  No.  10 
29,  1936— Vol.  21,  No.  39 

17,  1936— Vol.  21,  No.  46 
26,  1936— Vol.  21.  No.  21 
17,  1936— Vol.  21,  No.  46 
1,  1936— Vol.  21,  No.  48 

26,  1935— Vol.  20,  No.  48 

17,  1936— Vol.  21,  No.  46 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  NOVEMBER  30,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

172-36-BZ. 

APPLICANT — Jeffroy  J.  Lewin,  for  Knickerbocker  Laun¬ 
dry  Co.,  Inc.,  owner. 

PREMISES — 80-19  to  80-25  Cornish  avenue,  north  side, 
135.66  ft.  east  of  Queens  boulevard  (Block  No. 
1538,  Lot  Nos.  87  and  91),  Elmhurst,  Borough  of 
Queens. 

APPLICATION,  under  sections  7- A  and  21  of  the  build¬ 
ing  zone  resolution, 
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TO  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  factory, 
power  wet-wash  laundry,  dry  cleaning,  dyeing  and 
finishing  uses. 

24S-36-BZ. 

APPLICANT — Washington  Square  Home  for  Friendless 
Girls,  owner. 

PREMISES — 7  West  8th  street,  north  side,  119.3  ft.  west 
of  5th  avenue  (Block  No.  572,  Lot  No.  47),  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  part  of  an  existing  building  to  busi¬ 
ness  use  (store). 

261-36-BZ. 

APPLICANT — Fred  S.  Loewenthal,  for  Regina  Loewen- 
thal,  owner. 

PREMISES — 2891-2895  Bailey  avenue,  west  side,  57  ft. 
south  of  West  230th  street,  and  60-64  West  230th 
street  (Block  No.  3264,  Lot  Nos.  82  and  88),  Bor¬ 
ough  of  The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  use  of  a  plot 
of  ground  as  a  parking  space  for  more  than  five 
(5)  motor  vehicles. 

282-36-BZ. 

APPLICANT — Henry  Albert,  for  Sidney  Knopfler,  owner. 

PREMISES— West  side  of  34th  street,  140.10  ft.  south  of 
28th  avenue  (Block  No.  627,  Lot  Nos.  26)4,  27, 
28  and  29),  Long  Island  City,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  use  of  a  plot 
of  ground  as  a  parking  space  for  more  than  five 
(5)  motor  vehicles. 


DECEMBER  1,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  1,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  298-36-BZ — Application,  October  7,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Fred  B.  McDuffee,  Assistant 
Chief  Engineer,  Department  of  Sani¬ 
tation,  applicant,  on  behalf  of  Depart¬ 
ment  of  Sanitation,  City  of  New  York 
City,  owner,  to  permit  in  a  residence 
use  district  the  erection  and  mainte¬ 
nance  of  a  Section  Station  for  the  De¬ 
partment  of  Sanitation;  premises  18-15 
124th  street,  east  side,  150  ft.  south  of 
18th  avenue  (Block  No.  4130,  Lot  No. 

13),  College  Point,  Borough  of  Queens. 

cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building. zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly,  in 
a  business  use  district  the  alteration 
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of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

cal.  no.  181-36-BZ — Application,  June  12,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Joseph  Weiss 
Co.,  Inc.,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a 
proposed  gasoline  service  station ; 
premises  1490-1498  Linden  boulevard, 
south  side,  478  ft.  4)4  in.  east  of  Rock- 
away  avenue  (Block  No.  3644,  Lot 
No.  85),  Borough  of  Brooklyn. 

cal.  no.  244-36-BZ— Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cal.  no.  256-36-BZ — Application,  September  3,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  William  I.  Hohauser, 
applicant,  on  behalf  of  Marie  E.  Har- 
dart,  owner,  to  permit  the  erection 
of  a  business  building  (theatre)  part¬ 
ly  in  a  business  use  district  and  partly 
in  a  residence  use  district  and  the 
omission  of  the  required  rear  yard ; 
premises  1109  Lexington  avenue,  east 
side,  68.6  ft.  north  of  East  77th  street 
and  153-157  East  77th  street  (Block 
No.  1412,  Lot  Nos.  20)4,  23,  23)4  and 
24),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  1,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

323-36-A — 21-29  Clark  street  and  79-99  Willow  street, 
northeast  corner  (Block  No.  230,  Lot  No. 
1),  Borough  of  Brooklyn. 

341-36-A — 1749-1753  Flatbush  avenue,  southeast  corner  of 
Avenue  J  (Block  No.  7617,  Lot  No.  80), 
Borough  of  Brooklyn. 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

332-36-A — 4005  Dyre  avenue,  northwest  corner  of  Dark 
street  (Block  No.  4969,  Lot  No.  19),  Bor¬ 
ough  of  The  Bronx. 

346-36-A — 31-45  West  18th  street,  34  West  19th  street  and 
612-632  Sixth  avenue  (6th  floor,  northeast 
corner  of  building)  ;  (Block  No.  820,  Lot 
No.  IV  Borough  of  Manhattan. 
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Appliance  Submitted  for  Approval 

352-36-SA — International  Oil  Burning  Heater,  Models  95 
90,  99,  55  and  66. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  De¬ 
cember  1,  1936,  at  2  o’clock,  in  Room'  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board : 


cai..  no.  217-33-BZ — Application  of  Benjamin  N.  Brody, 
applicant,  on  behalf  of  Helen  Schrage 
Lehman,  owner,  reopened  May  5,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  110-38  Springfield 
boulevard  and  217-20  110th  road,  south¬ 
west  corner  (Block  No.  2038,  Lot  No. 
28),  Queens  Village,  Borough  of 
Queens. 

cal.  no.  54-36-BZ— Application,  March  10,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Kadel,  Van  Kirk  and 
Trencher,  applicants,  on  behalf  of  B. 
&  S.  Gasoline  Stations,  Inc.,  owner, 
to  permit  partly  in  a  business  use  dis¬ 
trict  .  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline 
service  station;  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend 
Neck  road,  northwest  corner  (Block 
No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

cal.  no.  589-3 1-BZ— Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Sona  Cooper- 
stein,  owner,  reopened  July  14,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  the  extension  in 
area  of  an  existing  gasoline  service 
station  previously  granted  by  the 
Board;  premises  159-01  to  159-07  114th 
avenue  (Linden  boulevard)  and  159-02 
to  159-08  Meyer  avenue,  northeast  cor¬ 
ner  of  159th  street  (Block  No.  2958, 
Lot  Nos.  1  and  3),  Jamaica,  Borough 
of  Queens. 

cal.  no.  935-19-BZ— Application  of  Sidney  L.  Strauss,  ap¬ 
plicant,  on  behalf  of  Firestone  Tire 
and  Rubber  Company,  owner,  reopened 
September  22,  1936,  under  section  21 
of  the  building  zone  resolution,  for 
consideration  of  an  amendment  to  the 
resolution,  so  as  to  permit  in  a  busi¬ 
ness  use  district  the  extension  of  an 
existing  gasoline  service  station  and 
the  addition  of  an  automobile  repair 
shop,  in  a  building  occupied  as  a  ga¬ 
rage  and  gasoline  service  station  pre¬ 
viously  granted  by  the  board;  pretn. 
i^v7S  1/30-J750  Bedford  avenue  and  133- 
147  Empire  boulevard,  northwest  cor¬ 
ner,  and  94-110  Sullivan  place  (Block 
No.  1306,  Lot  No.  49),  Borough  of 
Brooklyn. 


cal.  no.  391-27-BZ — Application  of  Daniel  Marshall,  ap¬ 
plicant,  on  behalf  of  Sinclair  Refining 
Co.,  lessee  (long  term  lease),  reopened 
June  16,  1936,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  and  partly  in  an 
unrestricted  use  district  the  erection 
and  maintenance  of  a  gasoline  service 
station  (previously  denied  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion)  ;  premises  5214-5218  Broadway 
and  89  West  225th  street,  northeast 
corner  (Block  No.  2215,  Lot  No.  106), 
Borough  of  Manhattan. 

cal.  no.  225-36-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  The  North 
American  Holding  Corporation,  own¬ 
er,  reopened  under  new  facts  Novem¬ 
ber  4,  1936,  under  sections  7c  and  21 
of  the  building  zone  resolution,  to 
permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use 
district  the. erection  of  a  six  (6)  story 
dwelling  with  business  use  (stores)  on 
the  first  story  (previously  denied)  ; 
premises  1182-1196  Grand  Concourse 
and  180-188  East  167th  street,  south¬ 
east  corner  (Block  No.  2456,  Lot  Nos. 
155-163),  Borough  of  The  Bronx. 

cal.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman 


DECEMBER  4,  1936,  10  A.  M. 

SPECIAL  MEETING. 

Rules 

217-21-SR  Oil  Burner  Rules,  Proposed  Amendments  of. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  7,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

246-36-BZ. 

APPLICANT — Frank  J.  Fennimore,  for  Maria  Notar- 
francesco,  owner. 

PREMISES — 550-560  New  York  avenue,  northwest  corner 
of  Maple  street  (Block  No.  4791,  part  of  Lot  Nos. 
44  and  46),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  use  of  a  vacant 
plot  of  ground  for  the  parking  of  more  than  five 
(5)  motor  vehicles  for  a  period  of  not  more  than 
two  (2)  years. 
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289-36-BZ. 

APPLICANT — Anna  Kelly,  owner. 

PREMISES — 7  Androvette  street,  northwest  corner  of  Ar¬ 
thur  Kill  road  (Block  No.  7328,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  garage  for  five  (5)  motor 
vehicles  to  a  garage  for  five  (5)  motor  vehicles 
and  motor  vehicle  repair  shop  for  minor  repairs 
and,  also,  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

233-36-BZ. 

APPLICANT — A1  Gerbolini,  for  The  Corporation  for  the 
Relief  of  Widows  and  Children  of  Clergymen  of 
The  Protestant  Episcopal  Church  in  the  State  of 
New  York,  owner. 

PREMISES — 1802  54th  street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot  No.  9),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  occu¬ 
pancy  of  part  of  an  existing  building  to  a  motor 
vehicle  repair  shop. 


DECEMBER  8,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  118-36-BZ — Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner.  Flora 
Bach,  executrix,  to  permit  m  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  242-252  St  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  i^ot  No.  29), 
Borough  of  Manhattan. 

cal.  no.  354-32-BZ — Application  of  Charles  A.  McKeon, 
applicant  and  lessee,  reopened  Novem¬ 
ber  17,  1936  for  consideration  of  ex¬ 
tension  of  permit — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  main¬ 
tenance  of  parking  space  for  more 
than  five  (5)  motor  vehicles  for  a  tem¬ 
porary  period ;  premises  598  Flatbush 
avenue,  west  side,  176  ft.  in.  north 
of  Chester  court  (Block  No.  5026,  Lot 
No.  136),  Borough  of  Brooklyn. 

cal.  no.  272-30-BZ — Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  and  restored  to 
calendar  November  17,  1936,  by  Order 
of  the  Court — re  Application,  under 
section  21  of  the  building  zone  resolu¬ 


tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  440-446  Utica  ave¬ 
nue  and  923-943  East  New  York  ave¬ 
nue,  northwest  corner  and  872-884 
Lefferts  avenue  (Block  No.  1430,  Lot 
No.  34),  Borough  of  Brooklyn. 

cal.  no.  11-34-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Ada  Koggan, 
owner,  reopened  October  6,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict,  the  parking  of  more  than  five 
(5)  motor  vehicles  (previously  denied 
under  section  21  of  the  building  zone 
resolution  for  a  junk  shop)  ;  premises 
277-293  Chester  street,  east  side,  179  ft. 
2  in.  south  of  Blake  avenue  (Block  No. 
3560,  Lot  No.  12)  Borough  of  Brook- 
lvn. 

cal.  no.  294-36- BZ — Application,  September  30,  1936,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Matthew  W.  Del  Gaudio,  ap¬ 
plicant,  on  behalf  of  Ernest  Damiane, 
owner,  to  permit  the  extension,  from 
a  business  use  district  into  a  residence 
use  district,  of  a  proposed  business 
building ;  premises  2496  Elm  place, 
east  side,  57.75  ft.  south  of  Fordham 
road  (Block  No.  3023,  Lot  No.  79), 
Borough  of  The  Bronx. 

cal.  no.  624-26-BZ — Application  of  Apa  Realty  Corpora¬ 
tion,  applicant  and  owner,  reopened  Oc¬ 
tober  6,  1936,  under  section  7f  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  the  maintenance 
of  a  gasoline  service  station  (erected 
under  a  temporary  variation  granted 
by  the  board)  for  an  additional  tem¬ 
porary  period  of  two  (2)  years ;  prem¬ 
ises  Southwest  corner  of  Kissena 
boulevard  (road)  and  Nassau  boule¬ 
vard  (Block  No.  2167,  Lot  No.  35), 
Flushing,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  8,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A— 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

299- 36-A— 321-323  West  44th  street,  north  side,  275  ft. 

west  of  8th  avenue,  and  322-324  West  45th 
street  (Block  No.  1035,  Lot  No.  20),  Bor¬ 
ough  of  Manhattan. 

300- 36-A— 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1),  (6th  floor),  Borough  of  Manhat¬ 
tan. 

306-36-A — 345  West  44th  street,  north  side,  200  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  No. 
9),  Borough  of  Manhattan. 

31 1-36- A — 331-337  West  44th  street,  north  side,  300  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  Nos. 
13,  14,  15  and  16),  Borough  of  Manhattan. 
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316-36-A — 622-638  Ninth  avenue,  3SS  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (6th  floor),  Borough  of  Man¬ 
hattan. 

338-36-A — 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (12th  floor),  Borough  of 
Manhattan. 

344-36-A— 201-215  West  43rd  street,  206-214  West  44th 
street  and  1493-1501  Broadway  (Block  No. 
1015,  Lot  Nos.  26  to  37),  (10th  floor), 
Borough  of  Manhattan. 

347- 36-A — 729  Seventh  avenue,  southeast  corner  of  West 

49th  street  (Block  No.  1001,  Lot  No.  61), 
Borough  of  Manhattan. 

348- 36-A — 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1)  ;  (9th  floor  center),  Borough  of 
Manhattan. 


cal.  no.  257-36-BZ — Application,  September  4,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  John  J.  Beatty,  applicant, 
on  behalf  of  Buckminster  Estates,  Inc., 
owner,  to  permit  the  erection  of  a 
business  building  (theatre  and  stores) 
extending  from  a  business  use  district 
to  a  residence  use  district;  premises 
1713  Church  avenue,  north  side,  105 
ft.  9 in.  east  of  East  17th  street 
(Block  No.  5078,  Lot  No.  30),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  11,  1936,  10  A.  M. 

SPECIAL  MEETING. 
Rules 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  De- 
cember  8,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  reserved 
without  further  argument,  pending  an  inspection  and  a 
report  with  recommendation  by  the  committee  of  the 
board : 


cal.  no.  26-36- BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  5lst  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6) 
Borough  of  Manhattan. 


cal.  no.  230-34-BZ— -Application  of  William  F.  Clark,  ap¬ 
plicant  and  owner,  reopened  November 
17,  1936  for  consideration  of  extension 
of  permit — re  Application,  granted  on 
condition,  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  use  district  the  maintenance 
an  ex^s^nf?  motor  vehicle  repair 
shop  for  a  temporary  period ;  premises 
303-305  Fourth  avenue,  southeast  cor¬ 
ner  of  Second  street  (Block  No  974 
part  of  Lot  No.  6),  Borough  of  Brook¬ 
lyn. 


cal.  no.  287-36-BZ— Application,  September  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Charles  L.  Fleece,  applicant, 
on  behalf  of  The  Bowery  Savings 
Bank,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station  • 
premises  101  East  109th  street  and  1501 
£  , *«exUe’  northeast  corner  (Block 

No  1637,  Lot  No.  1),  Borough  of  Man¬ 

hattan. 


108-16-SR  Interior  Fire  Alarm  Rules,  Proposed  Revision 
of. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  14,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

238-36-BZ. 

APPLICANT— -Anthony  P.  Sorice,  Jr.,  and  Solon  Rosen¬ 
thal,  for  Harris  Neisloss,  owner. 

PREMISES — 111-10  Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot  No.  27), 
Hollis.  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMI'J  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 

255-36-BZ. 

APPLICATION — Theodore  P.  Ion,  for  /\melia  Gerrie 
Walker,  owner. 

PREMISES — 1013  Kent  avenue,  east  side,  77  ft.  3  in. 
north  of  Lafayette  avenue  (Block  No.  1940,  Lot 
No.  1),  Borough  of  Brooklyn, 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  the  first  story  of  an  existing  building 
to  business  use  (store). 

259-36-BZ. 

APPLICANT — Louis  A.  Reiter,  for  Emma  Hughes, 
owner. 

PREMISES — 415-417  Leonard  street  and  76-84  Bayard 
street,  southwest  corner  (Block  No.  2722,  Lot  No. 
19),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  motor  vehi¬ 
cle  repair  shop. 

148-36-BZ. 

APPLICANT — Henry  Nordheim,  for  Bowery  Savings 
Bank,  owner. 

PREMISES— 1083-1087  Hall  place  and  856-864  East  167th 
street,  southwest  corner  (Block  No.  2691,  Lot  No. 
86),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 
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TO  PERMIT  in  a  business  use  district  the  maintenance  of  street,  southeast  corner,  and  321-329 

a  parking  lot  for  the  storage  of  more  than  five  West  53rd  street  (Block  No.  1044,  Lot 

(5)  motor  vehicles.  No.  3),  Borough  of  Manhattan. 


DECEMBER  15,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  De¬ 
cember  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  128-36-BZ — Application,  Mav  8.  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and.  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot :  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
^  West  254th  street,  between  Sycamore 

avenue  and  Railroad  Right  of  Way 
I  Block  No.  3420.  Lot  Nos.  485-850). 
Borough  of  The  Bronx. 

cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

cal.  no.  325-36-BZ — Application,  October  29,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Francis  Seaman,  applicant, 
on  behalf  of  New  York  Railways 
Corporation,  owner,  to  permit  partly 
in  a  retail  use  district  and  partly  in 
a  residence  use  district  the  conver¬ 
sion  of  occupancy  of  an  existing 
Fr  .  building  to  a  garage  for  more  than  five 

(5)  motor  vehicles;  said  building  lo¬ 
cated  on  same  street  between  intersect¬ 
ing  streets  with  a  school ;  premises  806- 
814  9th  avenue,  318-362  West  54th 


cal.  no.  353-36-BZ — Application,  November  18,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Powell  Garage 
Co.,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a  ga¬ 
rage  for  more  than  five  (5)  motor 
vehicles  to  a  gasoline  service  station ; 
premises  2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue 
(Block  No.  5064.  Lot  No.  53),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman 


JANUARY  5.  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  5,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board  : 

cal.  no.  240-36-BZ — Application,  August  4.  1936,  under 
section  7a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 
plicants,  on  behalf  of  Joseph  Giganti. 
owner,  to  permit  the  extension  of  an 
existing  public  garage  and  the  erep- 
iton  of  a  gasoline  service  station  in 
a  residence  use  district;  prepuces 
87-14  92nd  street,  west  side.  110.39  ft. 
south  of  lamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Bor¬ 
ough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  2  P.  M. 

Variation  of  Labor  Law 

193-36  S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No 
24).  Borough  of  Manhattan. 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en-. 
titiled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c  ;  by  mail  54c. 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c, 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  NOVEMBER  24,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  November  17,  1936  and  the  minutes 
of  the  regular  meeting  of  the  board  held  on  Tuesday 
afternoon,  November  17,  1936,  were  approved  as  printed 
in  Bulletin  No.  47,  Vol.  XXI. 


BUILDING  ZONE  CASES. 

244-36-BZ. 

APPLICANT — Samuels  &  Samuels  for  Bennet-Scheiber, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — Northeast  corner  of  Liberty 
avenue  and  104th  avenue  and  northwest  corner  of 
Liberty  avenue  and  184th  street  (Block  No.  1404, 
part  of  Lot  Nos.  141-145),  Jamaica,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Archie  Samuels. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936  at 
10  A.M.  Application  to  be  amended  relative  to 
ownership. 


240-36-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Joseph  Giganti, 
owner. 

SUBJECT — Application  ('re  decision  of  the  commissioner 
of  buildings)  under  section  7 a  of  the  building 
zone  resolution,  to  permit  the  extension  of  an  ex¬ 
isting  public  garage  and  the  erection  of  a  gasoline 
service  station  in  a  residence  use  district. 

PREi*  ISES  AFFECTED — 87-14  92nd  street,  west  side, 
110.39  ft.  south  of  Jamaica  avenue  (Block  No.  79, 
Lot  No.  20),  Woodhaven,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Archie  Samuels. 

For  Opposition :  Sherwood  P.  Richards,  George 
F.  Dietz,  James  Hanning,  Salvatore  M.  Dolce- 
mascolo,  William  Steffens. 

ACTION  OF  BOARD — Laid  over  to  January  5,  1937  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


256-36-BZ. 

APPLICANT — William  I.  Hohauser  for  Marie  E.  Hard- 


art,  owner. 

SUBJECT  Application  (re  decisions  of  the  commissionei 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution  to  permit  the  erection  oi 
a  business  building  (theatre)  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
and  the  omission  of  the  required  rear  yard. 
PRE'i/  ISES  AFFECTED — 1109  Lexington  avenue,  easl 
side,  68.6  ft.  north  of  East  77th  street  and  153-15; 
East  77th  street  (Block  No.  1412,  Lot  Nos.  20^ 
.  ,  23,  23l/2  and  24),  Borough  of  Manhattan. 

APPEARANCES — 

For  Applicant :  William  I.  Hohauser,  J.  H.  Farrel! 
and  others. 

For  Opposition:  George  Schechter,  Daisy  W 
Levy,  John  H.  Hayes,  Brother  Victor  of  St 
Ann’s  Academy,  Harold  Klein  and  others. 


ACTION  OF  BOARD — Laid  over  to  December  1,  1936  at 
10  A.M.  Application  to  be  amended  relative  to 
ownership. 


287-36-BZ. 

APPLICANT — Charles  L.  Fleece,  for  The  Bowery  Sav¬ 
ings  Bank,  owner. 

SUBJECT — Application  ('re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 101  East  109th  street  and  1501 
Park  avenue,  northeast  corner  (Block  No.  1637, 
Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Charles  L.  Fleece. 

For  Opposition :  Isaac  Goldberg  and  Victor  R. 

Wolder. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


257-36-BZ. 

APPLICANT — John  J.  Beatty  for  Buckminster  Estates, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution  to  permit  the  erection  of  a  business 
building  (theatre  and  stores)  extending  from  a 
business  use  district  to  a  residence  use  district. 

PREMISES  AFFECTED — 1713  Church  avenue,  north 
side,  105  ft.  9%  in.  east  of  East  17th  street  (Block 
No.  5078,  Lot  No.  30),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  J.  Beatty. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936 
at  2  P.M.  for  report  of  committee.  No  further 
argument. 


250-36-BZ. 

APPLICANT — Benjamin  Millstein,  for  City  Mortgage 
Company,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  the  change  of  use  from  stores 
to  an  alcove  gasoline  service  station  for  a  portion 
of  the  first  floor  of  an  existing  garage  and  store 
building. 

PREMISES  AFFECTED — 182-184  Fulton  street  and  91 
Orange  street,  northwest  corner  (Block  No.  222, 
Lot  No.  17),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Benjamin  Millstein,  Harry  F. 

McGlone  and  Otto  Gaertner. 

For  Opposition:  Benjamin  Saltzman,  L.  C.  Squire, 
W.  L.  Sayers,  W.  S.  Newhouse,  F.  C.  Good, 
Louis  J.  Russo,  Wm.  H.  Cary,  Guy  Duval 


and  others 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(250-36-BZ) 


Whereas,  Benjamin  Millstein,  for  The  City  Mortgage 
Company,  owner,  filed  August  19,  1936,  an  application 


1372 


MINUTES 


under  the  building  zone  resolution  to  permit  the  change 
of  use  from  stores  to  an  alcove  gasoline  service  station 
for  a  portion  of  the  first  floor  of  an  existing  garage  and 
store  building;  premises:  182-184  Fulton  street  and  91 
Orange  street,  northwest  corner  (Block  No.  222,  Lot  No. 
17),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  24,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fulton  street  is  in  a  business 
use  district;  Orange  street  is  in  a  business  and  residence 
use  district;  Henry  street  is  in  a  business  and  unrestricted 
use  district  and  Cranberry  street  is  in  a  business  and  resi¬ 
dence  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  2,  1936,  re  Application  No.  8300-1936, 
reads : 

“1.  Changing  occupancy  from  business  use,  to  gas 
station  in  a  building  erected  after  July  25th,  1916,  in 


a  business  zone.  Contrary  to  Art.  2,  Sec.  4  of  zone 
resolution.” 

and 

Whereas,  the  building  is  of  fireproof  construction,  nine 
(9)  stories  in  height,  with  a  frontage  of  49  ft.  on  Fulton 
street  and  118  ft.  on  Orange  street,  irregular  in  area,  occu¬ 
pied  as  a  garage  for  more  than  5  motor  vehicles  with  a 
portion  of  the  first  story  occupied  as  stores ;  it  is  proposed 
to  remove  a  portion  of  the  first  story  wall  on  Fulton  street 
and  on  Orange  street  and  create  an  alcove  gasoline  service 
station  in  place  of  a  portion  of  these  stores ;  and 
Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises ;  and 
Whereas,  the  board  deemed  that  applicant  had  failed 
to  substantiate  the  basis  of  his  application  under  section  21 
of  the  building  zone  resolution,  unnecessary  hardship. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


Adjourned,  1  :00  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  NOVEMBER  24,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES. 

225-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  The  North 
American  Holding  Corporation,  owner. 

SUBJECT — Application  reopened  November  4,  1936  under 
new  facts — (re  decision  of  the  commissioner  of 
buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
the  erection  of  a  six  (6)  story  multiple  dwelling 
with  business  use  (stores)  on  the  first  story  (prev¬ 
iously  denied). 

PREMISES  AFFECTED— 1182-1196  Grand  Concourse 
and  180-188  East  167th  street,  southeast  corner 
(Block  No.  2456,  Lot  Nos.  155-163),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant :  Archie  H.  Samuels  and  Max 
Siegel. 

For  Opposition:  David  Steckler,  Albert  Goldham- 
mer,  Jacob  Levy,  and  M.  C.  Reynolds. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936  at 
2  P.M.  for  further  consideration  by  board.  No 
further  argument. 


266-36-BZ. 

APPLICANT — Lama  &  Proskauer  for  Frederick  Reiner, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution  to  permit  the  erection  and  maintenance 
of  a  gasoline  service  station  partly  in  a  business 
use  district  and  partly  in  an  unrestricted  use  dis¬ 
trict. 


PREMISES  AFFECTED — Northeast  corner  of  Queens 
boulevard  and  Nassau  boulevard  (Horace  Hard¬ 
ing  boulevard),  (Block  No.  1876,  Lot  No.  1  and 
part  of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Alfred  Lama. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936,  at 
2  P.M.  for  further  information. 


141-36-BZ. 

APPLICANT — Bennett  &  Koeppel,  for  Irving  L.  Berman, 
owner. 

SUBJECT — Application  for  reopening — restoration  to  Cal¬ 
endar,  having  been  previously  dismissed  for  lack 
of  prosecution — re  application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED — 833-835  Sutter  avenue,  and 
407-417  Schenck  avenue,  northeast  corner  (Block 
No.  4028,  Lot  No.  35),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Irving  Beffer. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  0 


353-36-BZ. 

APPLICANT — Lama  &  Proskauer,  for  Powell  Garage 
Co.,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
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use  district  the  alteration  and  change  of  occu¬ 
pancy  of  part  of  a  garage  for  more  than  five  (5) 
motor  vehicles  to  a  gasoline  service  station. 

PREMISES  AFFECTED  —  2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue  (Block  No. 
5064,  Lot  No.  53),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  December  15,  1936,  at  10  A.M.  Applicant 
to  notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  December  2,  1936. 
Such  notice  to  include  instructions  to  property 
owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  December  11,  1936. 

TFIE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


325-36-BZ. 

APPLICANT — Francis  Seaman,  for  New  York  Railways 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  retail  use  district 
and  partly  in  a  residence  use  district  the  conver¬ 
sion  of  occupancy  of  an  existing  building  to  a  ga¬ 
rage  for  more  than  five  (5)  motor  vehicles,  said 
building  located  on  same  street  between  intersect¬ 
ing  streets  with  a  school. 

PREMISES  AFFECTED— 806-814  Ninth  avenue,  318-362 
West  54th  street,  southeast  corner,  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot  No.  3), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Frances  Seaman. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  December  15,  1936,  at  10  A.M.  Applicant 
to  notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  December  2,  1936. 
Such  notice  to  include  instructions  to  property 
owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  December  11,  1936. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 


158-36-BZ. 

APPLICANT — Gustave  Lindell  (lessee),  for  Kew  Club 
Realty  Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
storage  and  parking  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 83-26  Austin  street,  south  side, 
180  ft.  east  of  Lefferts  boulevard  (Block  No.  3338, 
part  of  Lot  No.  25),  Kew  Gardens,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  L.  Finkelhor. 

For  Opposition:  J.  J.  Cotter  and  J.  S.  Searle. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negauve  .  0 

Absent  .  0 


THE  RESOLUTION 

(158-36-BZ) 

Whereas,  Gustave  Lindell  (lessee),  for  Kew  Club  Realty 
Corp.,  owner,  filed,  May  29,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  district 
the  storage  and  parking  of  more  than  five  (5)  motor 
vehicles ;  premises :  83-26  Austin  street,  southside,  180  ft. 
east  of  Lefferts  boulevard  (Block  No.  3338,  part  of  Lot 
No.  25),  Kew  Gardens,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  24,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Austin  street  is  business; 
Lefferts  boulevard  is  business  and  residence  use;  Cuthbert 
place  is  residence  and  business ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  4,  1936,  reads : 

“Your  application  for  Certificate  of  Occupancy  for  a 
parking  space  on  the  premises  S/S  Austin  street,  180 
ft.  E.  Lefferts  boulevard  is  hereby  denied  as  being 
contrary  to  subdivision  b,  section  4,  of  the  zone  reso¬ 
lution,  as  amended  June  28,  1935. 

Appeal,  however,  may  be  made  to  the  Board  of 
Standards  and  Appeals.” 

Order  of  commissioner  of  buildings,  dated  April  29, 
1936,  reads: 

(Viol.  38-1936) 

“Y'ou  will  please  take  notice  that  there  exists  a  vio¬ 
lation  of  the  building  code  at  the  premises  hereinafter 
described,  in  that  Parking  More  Than  Five  Cars — 
Contrary  to  Amended  Zone  Law.  You  are  therefore 
ordered  and  directed  by  me  to  stop  all  work  in  con¬ 
nection  with  this  operation  until  the  law  has  been 
complied  with. 

The  building  and  premises  to  which  this  notice  refers 
are  situated  on  the  front  of  the  lot  on  the  south  side 
of  Austin  street  commencing  about  180  ft.  from  the 
east  corner  of  Lefferts  boulevard  and  known  as  Num¬ 
ber  . . .  said  lot  being  100  x  100,  and  occupied  or  in¬ 
tended  to  be  occupied  as  an  open  air  parking  space  and 
located  in  the  Borough  of  Queens,  in  the  city  of  New 
York.” 

and 

Whereas,  the  premises  (part  of  a  larger  parcel  of  prop¬ 
erty  under  same  ownership)  consist  of  a  plot  of  ground 
having  a  frontage  of  150  ft.  and  a  depth  of  84  ft. ;  on  which 
it  is  proposed  to  use  the  plot  for  the  storage  and  parking 
of  more  than  five  motor  vehicles  for  a  temporary  period 
of  two  (2)  years;  and 

Whereas,  the  premises  in  question  were  the  subject  of 
an  inspection  by  a  committee  of  the  board,  which  com¬ 
mittee  recommends  that  the  application  be  granted  under 
section  7-H  of  the  building  zone  resolution  for  a  temporary 
period  of  two  years,  subject  to  certain  conditions;  and 

Whereas,  the  board  deemed  that  applicant  had  substan- 
t’ated  ihe  basis  of  his  application  under  section  7,  subdivi¬ 
sion  H  of  the  building  one  resolution, 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-H  thereof,  for  a  period  of  two  years  from  the  date  of 
this  action,  to  permit  the  premises  under  appeal  to  be  used 
for  the  parking  of  automobiles  of  the  pleasure-car  type, 
on  condition  that  the  premises  shall  be  leveled;  that  the 
cars  parked  shall  at  all  times  be  so  arranged  that  aisles 
of  sufficient  width  for  access  to  all  cars  are  preserved;  that 
no  parking  of  cars  shall  be  within  the  bed  of  Austin  street; 
that  along  the  interior  lot  lines  substantial  barricades  shall 
be  maintained  to  keep  the  cars  within  the  lot  area;  that 
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no  cars  shall  be  parked  within  10  ft.  of  the  rear  wall  of 
the  theatre  to  the  north ;  that  an  attendant  shall  be  main¬ 
tained  on  the  premises  at  all  times  wThile  cars  are  being 
parked;  that  during  the  term  of  this  variance  the  premises 
shall  be  used  for  no  other  purpose  except  as  herein  per¬ 
mitted;  that  no  building  shall  be  erected  on  the  premises 
except  that  a  small  frame  shelter  for  the  attendant  may  be 
erected,  provided  that  same  is  not  more  than  10  ft.  square ; 
that  such  portable  fire  appliances  shall  be  installed  and 
maintained  on  the  premises  as  the  commissioner  may 
direct ;  that  any  lights  erected  for  general  illumination  shall 
be  equipped  with  metallic  reflectors  so  as  to  reflect  light 
downwardly. 

121-36-BZ. 

APPLICANT — Benjamin  Maksik,  owner. 

SUBJECT — Application  ('re  decision  of  the  commissioner 
of  buildings)  under  sections  7f  and  21  of  the 
building  zone  resolution  to  permit  in  a  residence 
section  the  erection  and  maintenance  of  an  open 
air  dining  and  dancing  pavilion  and  also  the  park¬ 
ing  of  more  than  five  (5)  motor  vehicles  (of  pa¬ 
trons). 

PREMISES  AFFECTED — 2686-2700  Linden  boulevard, 
southwest  corner  of  Sheridan  avenue  (Block  No. 
4489,  part  of  Lot  No.  5),  Borough  of  Brooklyn. 
APPEARANCES— 


For  Applicant:  Benjamin  Maksik. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(121-36-BZ) 


Whereas,  Benjamin  Maksik,  owner,  filed,  May  5,  1936, 
an  application  under  the  building  zone  resolution  to  permit 
in  a  residence  use  district  the  erection  and  maintenance  of 
an  open  air  dining  and  dancing  pavilion  and  also  the  park¬ 
ing  of  more  than  five  (5)  motor  vehicles  (of  patrons); 
premises :  2686-2700  Linden  boulevard,  southwest  corner 
of  Sheridan  avenue  (Block  No.  4489,  part  of  Lot  No.  5), 
Borough  of  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  November  24,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  boulevard  is  resi¬ 
dence  ;  Sheridan  avenue  is  residence ;  Lincoln  avenue  is 
residence  and  Lorraine  avenue  is  residence ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  5,  1936,  re  App.  No.  5972,  reads: 

“Proposed  open  air  dining  and  dancing  pavilion  and 
parking  of  more  than  5  motor  vehicles  in  a  residential 
district,  use  contrary  to  art.  II,  sec.  3  of  zone  reso¬ 
lution.” 
and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  190  ft.  on  Sheridan 
avenue,  140  ft.  on  Linden  boulevard  and  40  ft.  on  Lincoln 
avenue,  on  which  it  is  proposed  to  erect  a  one  story  build- 
rig  approximately  78  ft.  by  20  ft.  in  area  to  be  used  as 
affice.  kitchen  and  counter  service ;  this  building  to  be  set 
)ack  10  ft.  from  the  building  lines ;  to  the  rear  of  this 
auildmg  it  is  proposed  to  erect  and  maintain  a  dancing 
aavilion  (enclosed  in  a  5  in.  high  brick  wall).  It  is  pro¬ 
posed  to  occupy  the  remainder  of  the  plot  for  parking  cars 
if  patrons ;  and 

Whereas,  the  premises  in  question  was  the  subiect  of 
in  inspection  by  a  committee  of  the  board,  report  of  which 


inspection  was  read  at  this  hearing  and  which  report 
follows : 

REPORT  OF  COMMITTEE 

November  5,  1936. 

Re:  Cal.  No.  121-36-BZ 

Premises :  2686-2700  Linden  boulevard,  southwest  cor¬ 
ner  Sheridan  avenue,  Borough  of  Brooklyn. 

Linden  boulevard  was  generally  zoned  for  residential 
use  upon  its  completion  as  a  170  ft.  wide  thoroughfare 
connecting  to  Sunrise  highway.  The  particular  area 
involved  in  this  appeal  is  well  out  toward  Conduit 
boulevard  or  Sunrise  highway  and  has  not  yet  devel¬ 
oped  except  sparsely. 

1  his  application  is  for  a  variance  from  the  residential 
use  zone  requirements  to  permit  a  business  use  con¬ 
sisting  of  a  one  story  restaurant  with  outdoor  counter 
and  to  the  rear  an  outdoor  dining  and  dance  area  and 
space  for  car  parking. 

The  applicant  states  that  he  purchased  this  plot  about 
a  year  and  a  half  ago  for  the  purpose  of  erecting  one 
family  dwellings  and,  finding  it  difficult  to  obtain 
financing,  that  he  now  desires  to  be  permitted  to  erect 
this  restaurant  for  a  temporary  period  until  the  prop¬ 
erty  is  available  for  residential  use. 

No  conditions  have  arisen  to  change  the  area  since 
he  purchased  it.  In  fact  it  is  becoming  increasingly 
better  for  houses.  More  financing  is  available  and 
houses  are  in  demand  as  is  evidenced  by  the  great 
numbers  that  are  being  erected  in  Brooklyn  and 
Queens.  A  use  such  as  proposed,  while  temporary, 
would,  with  its  noise  and  lights  blight  the  surrounding 
area  and  make  development  for  zoned  uses  unlikely. 
While  there  are  no  objections  filed,  there  are  also  no 
consents. 

In  the  opinion  of  the  committee  no  hardship  has 
been  clearly  proven  under  section  21  to  indicate  that 
this  plot  is  unique  and  not  capable  of  conforming  de¬ 
velopment  and  while  partially  undeveloped,  it  is  not 
so  within  the  intent  of  section  7-F. 

The  committee  recommends  denial. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM 

_  „  Committee. 

PATRICK  WALSH,  concurring. 

and 

Whereas,  the  report  of  the  committee  recommended  de¬ 
nial  _  of  this  application  and  the  board  deemed  that  the 
applicant  had  failed  to  substantiate  the  basis  of  his  appli¬ 
cation  under  section  21,  hardship,  and  that  the  application 
was  not  within  the  intent  of  section  7,  subdivision  F. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


281-35-BZ. 

APPLICANT — Abraham  Wilson,  for  Nosmarba  Realties, 
Inc.,  owner. 

SUBJECT — Applications  for  reopening — consideration  to 
carry  out  the  instructions  of  the  Court  to  grant  in 
accordance  with  the  order— re  application  (deci¬ 
sion  of  the  commissioner  of  buildings)  under  sec¬ 
tion  21  of  the  building  zone  resolution,  to  permit  in 
a  residence  use  district  the  alteration  and  change 
of  occupancy  of  part  of  a  multiple  dwelling  to 
business  use  (stores)  ;  (previously  denied  by 
board). 

PREMISES  AFFECTED — 2295  Grand  Concourse,  south¬ 
west  corner  of  East  183rd  street  (Block  No.  3163, 
Lot  No.  22),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Abraham  Wilson. 

ACTION  OF  BOARD — Application  reopened  and  granted 
on  condition  by  order  of  the  Court. 
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THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(281-35-BZ) 


Whereas,  Abraham  Wilson,  substituted  for  Michael 
Glick  for  Nosmarba  Realties,  Inc.,  owner,  filed  October  11, 
1935,  an  application  under  the  building  zone  resolution  to 
permit  in  a  residence  district  the  alteration  and  change 
of  occupancy  of  part  of  a  multiple  dwelling  to  business 
use  (stores);  premises:  2295  Grand  concourse,  southwest 
corner  of  East  183rd  street  (Block  No.  3163,  Lot  No.  22), 
Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  24,  1936,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  in  a  resi¬ 
dence  and  business  district;  East  183rd  street  is  in  a  resi¬ 
dence  and  business  district ;  and  Creston  avenue  is  in  a 
residence  and  business  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  25,  1935,  re  Alt.  Application  No.  542- 
1935,  reads : 

“1.  Proposed  stores  are  unlawful.  Sec.  3  Zone  Res¬ 
olutions.  Building  is  in  a  ‘Residence  District.’  ” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
5  stories  in  height,  with  a  frontage  of  95  ft.  on  Grand 
Concourse  and  depth  of  80  ft.  6  in.  on  East  183rd  street, 
occupied  as  a  multiple  dwelling;  it  is  proposed  to  alter 
the  building  and  change  the  occupancy  of  the  Grand  Con¬ 
course  frontage  of  the  first  story  of  the  existing  multiple 
dwelling  so  as  to  include  seven  (7)  stores.  The  westerly 
portion  of  the  plot  extends  into  the  business  district  for 
a  distance  of  10.5  ft. ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  verbal  report  of  which 
inspection  was  made  by  the  chairman  in  behalf  of  the  com¬ 
mittee  ;  and 

Whereas,  this  report  recommended  the  denial  of  this 
application  and  the  board  found  that  sufficient  unneces¬ 
sary  hardship  did  not  exist  to  warrant  the  board  to  recog¬ 
nize  it  as  a  basis  for  a  variation  of  the  building  zone  reso¬ 
lution  under  section  21 ;  and 

Whereas,  this  application  was  denied  by  the  board  March 
24,  1936;  and 

Whereas,  an  order  of  certiorari  was  served  on  this  ap¬ 
plication  to  the  Supreme  Court,  and  it  was  stipulated  that 
certain  conditions  be  imposed  by  the  board. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof  by  order  of  the  court  in  the  matter  of  Nos¬ 
marba  Realties,  Inc.,  to  permit  the  premises  under  appeal 
to  be  altered  so  as  to  permit  business  occupancy  on  the 
first  story  under  the  following  conditions  and  limitations 
agreed  upon  and  approved  by  the  Court : 

1.  That  the  business  use  permitted  be  restricted  to 
the  frontage  along  the  Grand  Concourse  and  to  the 
street  story  only. 

2.  That  all  stores  have  show  window  and  transom 
openings  not  to  exceed  a  height  of  10  ft.  above  the 
sidewalk. 


3.  That  no  meat  or  fish  store  and  no  bakery  having 
baking  ovens  be  permitted ;  that  no  factory  be  main¬ 
tained  at  the  premises  except  that  minor  repairs  and 
alterations  incidental  and  necessary  to  the  business  op¬ 
erated  thereat  be  permitted ;  that  no  funeral  parlor  or 
theatre  be  permitted  and  no  other  use  deemed  objec¬ 
tionable  by  the  commissioner  of  buildings  shall  be 
maintained. 

4.  That  signs  be  limited  to  signs  painted  on  the 
plate  glass  and  to  flat  signs  attached  to  the  face  of 
the  building  below  the  belt  course  at  the  window  sill 
level  of  the  second  story,  and  that  no  awning  signs  be 
permitted. 

5.  That  the  store  occupancies  shall  be  restricted  to 
a  depth  not  to  exceed  50  ft.  from  Grand  Concourse  ex¬ 
cept  that  the  store  at  the  corner  of  Grand  Concourse 
and  East  183rd  street  may  extend  the  full  depth  of 
the  building  not  to  exceed  in  width  the  width  of  the 
existing  wing,  as  well  as  the  cellar  space  thereunder. 
The  stores  and  cellar  shall  be  separated  from  the  bal¬ 
ance  of  the  building  with  fireproof  or  fire-retarding 
construction. 

6.  That  any  rear  windows  from  stores  be  fireproof, 
self-closing. 

7.  That  any  roof  constructed  over  a  store  in  any 
existing  open  space  shall  be  fireproof  with  no  sky¬ 
lights. 

8.  That  this  variation  to  be  applicable  only  to  the 
existing  building,  which  is  not  to  be  increased  in  height 
without  a  review  by  the  Board  of  Standards  and  Ap¬ 
peals  to  revise  conditions  as  may  be  desirable. 


281-36-BZ. 

APPLICANT — Thomas  W.  Lamb,  Inc.,  for  Enfants  Real 
Estate  Corp.,  owner. 

SUBJECT — Application  for  reopening — amendment  of 
resolution  and  approval  of  plans — ('re.  decision  of 
commissioner  of  buildings)  under  section  7(c) 
of  the  building  zone  resolution,  to  permit  partly  in 
a  business  use  district  and  partly  in  a  residence 
use  district  the  alteration  of  an  existing  business 
building  so  as  to  include  a  theatre. 

PREMISES  AFFECTED — 1146-1148  Madison  avenue  and 
26-28  East  85th  street,  southwest  corner  (Block 
No.  1496,  Lot  No.  60),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Harry  Williams. 

ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(281-36-BZ) 

Whereas,  this  application  affecting  premises  1146-1148 
Madison  avenue  and  26-28  East  85th  street,  southwest  cor¬ 
ner  (Block  No.  1496,  Lot  No.  60),  Borough  of  Manhattan, 
was  granted  by  the  board  November  4,  1936  subject  to  con¬ 
ditions  to  be  imposed  when  complete  working  drawings 
were  filed ;  and 

Whereas,  under  date  of  November  18,  1936,  applicant 
filed  complete  working  drawings. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
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November  4,  1936,  be  and  it  hereby  is  amended  so  that 
as  amended  the  resolution  will  read : 

Granted  under  section  7-c  of  the  building  zone  reso¬ 
lution,  permitting  the  premises  under  appeal  within  the 
residence  district  to  be  occupied  as  a  portion  of  the 
proposed  theatre  building,  on  condition  that  the  theatre 
building  shall  be  constructed  as  indicated  on  plans 
marked  “Received  November  18,  1936” ;  that  there  shall 
be  no  signs  erected  on  the  roof  and  no  illuminated 
signs  erected  on  the  East  85th  street  facade ;  that  such 
signs  as  are  erected  on  the  East  85th  street  facade 
shall  be  confined  to  signs  attached  directly  to  the  wall, 
all  as  shown  on  plans  marked  “Received  November  18, 
1936”,  and  that  illuminated  signs  on  the  Madison  ave¬ 
nue  facade  shall  not  exceed  in  number  and  area  the 
signs  as  are  indicated  on  such  plans  nor  project  more 
than  2  ft.  beyond  the  building  line ;  that  all  require¬ 
ments  of  the  Multiple  Dwelling  Law  shall  be  complied 
with  as  to  any  encroachment  on  existing  rear  yard  or 
courts  of  the  adjoining  multiple  dwelling;  that  the 
building  shall  not  exceed  in  height  the  height  indi¬ 
cated  on  plans ;  that  the  requirement  for  a  rear  yard 
is  waived  provided  the  building  does  not  exceed  a 
height  of  34  ft.  above  the  curb  to  the  top  of  the  para¬ 
pet  at  such  required  rear  yard;  that  the  auditorium 
portion  of  the  building  shall  be  constructed  of  fire¬ 
proof  material  throughout  and  the  lobby  shall  be  sepa¬ 
rated  from  the  balance  of  the  building  with  fireproof 
walls  and  fireproof  or  fire-retarded  ceilings ;  that  no 
windows  or  other  openings  shall  be  constructed  on 
the  westerly  or  southerly  interior  lot  line  nor  into 
the  open  court  of  the  multiple  dwelling  to  the  east ; 
that  any  ventilating  system  installed  for  general  air 
conditioning  in  the  theatre  shall  be  installed  on  a  por¬ 
tion  of  the  roof  within  the  business  use  district ;  that 
this  theatre  shall  be  exclusively  for  “Trans-Lux”  mo¬ 
tion  pictures;  that  plans  marked  “Received  November 
18,  1936”  are  hereby  approved  only  for  arrangement 
and  design,  waiving  no  requirements  of  laws  and  ordi¬ 
nances  applicable,  subject,  however,  to  conditions  here¬ 
in  imposed ;  that  all  permits  shall  be  obtained  and  all 
work  completed  within  one  year  from  the  date  of  this 
amended  resolution. 


130-33-BZ. 

APPLICANT — Daniel  Marshall,  for  H.  Herrmann  & 
Sons,  owner,  and  Tide  Walter  Oil  Company,  les¬ 
see. 

SL^BJECT— Application  for  reopening — amendment  —  re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 401  East  60th  street  and  1102- 
1106  First  avenue,  northeast  corner  (Block  No. 
1455,  Lot  Nos.  1,  2  and  3),  Borough  of  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant :  Daniel  Marshall. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Absent  . 

Negative  . 


THE  RESOLUTION— 

(130-33-BZ) 

Whereas,  this  application  affecting  premises  401  East 
60th  street  and  1102-1106  First  avenue,  northeast  corner 
(Block  No.  1455,  Lot  Nos.  1,  2  and  3),  Borough  of  Man¬ 
hattan,  was  granted  by  the  board  July  5,  1933,  on  certain 
conditions,  resolution  amended  January  22,  1935  and  owner 
requested  a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  5,  1933,  as  amended  by 
resolution  adopted  January  22,  1935,  only  so  far  as  it  has 
reference  to  construction  of  accessory  buildings,  so  that 
as  amended  the  resolution  shall  read : 

" Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  here  is  granted  on 
condition  that  the  entire  plot  under  appeal  shall  be 
cleared  of  the  existing  buildings ;  that  the  accessory 
buildings  shall  be  erected  against  the  northerly  and 
easterly  lines  of  the  plot,  substantially  as  indicated 
on  revised  plans  filed,  marked  ‘received  January  17, 
1935’ ;  that  these  accessory  buildings  shall  be  con¬ 
structed  of  fireproof  materials,  except  that  the 
roof  beams,  roof  boarding,  windows  and  doors  may 
be  of  wood,  provided  the  roof  weather  surfacing  is 
of  incombustible  materials  and  the  ceilings  throughout 
fire-retarded  in  accordance  with  the  rules  of  the  Board 
of  Standards  and  Appeals;  that  these  buildings  shall 
not  exceed  one-story  in  height;  that  along  the  interior 
lot  lines  where  not  covered  by  walls  of  accessory  build¬ 
ings,  there  shall  be  constructed  a  brick  wall  not  less 
than  8  ft.  in  height  out  to  the  building  lines;  that  these 
accessory  buildings  and  walls  shall  be  constructed  of 
face  brick  or  common  brick  stuccoed,  with  stone  terra 
cotta  or  metal  trimmings ;  that  the  balance  of  the  plot 
where  not  occupied  by  accessory  buildings  shall  be 
cement  paved :  that  there  shall  be  constructed  along  the 
street  building  line  of  First  avenue  and  East  60th  street 
a  reinforced  concrete  curb  not  less  than  12  inches  in 
width  and  not  less  than  5  in.  in  height  with  rounded 
or  square  top.  constructed  integral  with  the  cement 
paving:  that  there  shall  be  not  over  two  openings  in 
this  curb  to  First  avenue  and  not  over  two  openings 
to  East  60th  street  of  the  widths  indicated  on  plans 
filed,  marked  ‘received  January  17,  1935,’  and  that  ap¬ 
proximated  opposite  these  openings  there  may  be  curb 
cuts  of  the  widths  thereon  indicated;  that  no  part  of 
any  openings  shall  be  nearer  to  the  corner  formed  by 
the  intersection  of  East  60th  street  and  First  avenue 
than  5  ft.  nor  nearer  than  5  ft.  to  either  interior  lot 
line;  that  gasoline  pumps  erected  on  the  premises  shall 
be  not  nearer  than  10  ft.  to  either  street  building  line 
nor  any  part  of  the  accessory  building;  that  there  shall 
be  no  portable  gasoline  pumps  used  on  or  from,  the 
property:  that  there  shall  be  no  open  flame  permitted 
or  any  repairing  of  automobiles:  that  advertising  shall 
be  limited  to  the  illuminated  globes  ,  of  the  gasoline 
pumps  and  to  post  standards  erected  within  the  building 
lines  near  the  intersection  of  First  avenue  and  East 
60th  street  and  near  the  northerly  lot  line  of  First 
avenue  with  an  illuminated  electric  sign  thereon  adver¬ 
tising  solely  the  brand  of  nasoline  on  sale,  and  to  flat 
wall  signs  erected  against  the  front  walls  of  the  acces¬ 
sory  buildings:  that  there  shall  be  no  excavation  under 
the  accessory  buildings  except  for  the  greasing  pits ; 
that  the  greasing  pit  section  shall  have  open  doors 
except  that  doors  may  be  permitted  provided  the  greas¬ 
ing  pits  are  ventilated  bv  mechanical  exhaust  fan  and 
duct  up  through  the  roof  or  to  the  outer  air  near  the 
roof  line,  or  unless  hydraulic  greasing  lifts  requiring 
no  pits,  are  installed :  that  any  lighting  for  general 
4  illumination  shall  be  by  means  of  electric  lamt>s  with 

0  metallic  reflectors  arranged  to  shine  downwardly  and 

0  that  all  permits  shall  be  obtained  within  six  months 


1377 


MINUTES 


and  all  work  completed  within  one  year  from  the  date 
of  this  amended  resolution.” 


AREA  FIXED 
( 170-36- BZ) 

The  Chairman  presented  and  read  a  communication 
from  Mr.  Nathan  A.  Goldenthal,  requesting  the  board  to 
fix  an  area  deemed  affected  and  within  which  to  obtain 
consents  to  permit  partly  in  a  residence  district  and  partly 
in  a  business  district  the  maintenance  of  three  3-car  ga¬ 
rages  and  open  air  parking  space;  premises:  25-13  35th 
street,  east  side,  92.04  ft.  south  of  Astoria  boulevard,  Long 
Island  City  (Block  633,  Lot  Nos.  30,  31  and  32),  Borough 
of  Queens. 

THE  VOTE  TO  APPROVE  AREA— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


The  following  area  was  approved : 

Both  sides  of  35th  street  from  a  point  400  feet  north  to 
a  point  400  feet  south  of  the  premises  in  question ;  the 
south  side  of  Astoria  boulevard  from  35th  street  to  36th 
street  and  also  the  west  side  of  36th  street  from  Astoria 
boulevard  to  a  point  350  feet  southerly  therefrom. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

301 -36- A. 

APPLICANT — Margaret  Farrell,  lessee. 

SUBJECT — Appeal  from  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 619-621-623  East  163rd  street, 
north  side,  60  ft.  west  of  Cauldwell  avenue  and 
606-608  Teasdale  place  (Block  2621,  Lot  Nos.  29, 
30,  31,  18  and  20),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Laid  over  to  December  1,  1936,  at 
2  P.M.,  on  written  request  of  applicant. 


299-36-A. 

APPLICANT — A.  W.  Schwalberg,  for  Intrastate  Theatre 
Corporation,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 321-323  West  44th  street,  north 
side,  275  ft.  west  of  Eighth  avenue  and  322-324 
West  45th  street  (Block  No.  1035,  Lot  No.  20), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration:  Inspector  Moj arietta  and 
Inspector  Meyers,  Fire  Department. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  in  view  of  the 
ordinance  No.  85  which  was  introduced  on  No¬ 
vember  17th,  1936,  to  amend  section  240  of  article 
20  of  the  Code  of  Ordinances,  and  which  has  been 
referred  to  the  committee  of  general  welfare,  be¬ 
fore  which  committee  a  hearing  is  scheduled  for 
Friday,  November  27,  1936.  In  the  meantime, 
between  this  date  of  November  24th  and  Decem¬ 
ber  8,  1936,  the  board  directed  that  the  fire  depart¬ 
ment  shall  be  instructed  to  give  special  attention 
to  this  matter  to  see  that  the  amount  of  loose  film 
in  the  inspection  room  is  limited  to  the  legally 
permitted  quantity ;  that  a  special  supervisor  shall 
be  assigned  to  the  film  laboratory  to  cooperate 
w*th  the  fire  department  during  the  adjournment 
of  this  appeal  between  November  24th  and  De¬ 


cember  8,  1936,  and  that  a  watchman  shall  be 
maintained  during  the  hours  the  Film  Exchange 
is  not  open. 


300-36-A. 

APPLICANT — A.  W.  Schwalberg,  for  Vitagraph,  Inc., 

lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  6th 
floor,  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Administration:  Inspectors  Mojarietta  and 
Meyer,  Fire  Department. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


306-36-A. 

APPLICANT — Twentieth  Century-Fox  Film  Corp.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 345  West  44th  street,  north 
side,  200  ft.  east  of  Ninth  avenue  (Block  No.  1035, 
Lot  No.  9),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration :  Inspectors  Mojarietta  and 
Meyer,  Fire  Department. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


31 1-36- A. 

APPLICANT — G.  Knox  Haddow,  for  Paramount  Pic¬ 
tures,  Inc.,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 331-337  West  44th  street,  north 
side,  300  ft.  east  of  Ninth  avenue  (Block  No.  1035, 
Lot  Nos.  13,  14,  15  and  16),  Borough  of  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration :  Inspectors  Mojarietta  and 
Meyer,  Fire  Department. 

A(  TION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 

3 16-36- A. 

APPLICANT — Robert  Hilton,  for  United  Artists  Corpor¬ 
ation,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  6th 
floor  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration:  Inspectors  Mojarietta  and 
Meyer,  Fire  Department. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 

338-36-A. 

APPLICANT — J.  S.  MacLeod,  for  Metro-Goldwyn-Mayer 
Distributing  Corporation,  lessee. 
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SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  12th 
floor,  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walters. 

For  Administration:  Inspectors  Mojarietta  and 
Meyer,  Fire  Department. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


344-36-A. 

APPLICANT — G.  Knox  Haddow,  for  Paramount  Pic¬ 
tures,  Inc.,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 201-215  West  43rd  street,  206- 
214  West  44th  street  and  1493-1501  Broadway, 
10th  floor,  (Block  No.  1015,  Lot  Nos.  26  to  37), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Administration:  Inspectors  Mojarietta  and 
Meyer,  Fire  Department. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


347-36-A. 

APPLICANT — Floyd  L.  Weber,  for  Columbia  Pictures 
Corporation,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 729  Seventh  avenue,  southeast 
corner  of  West  49th  street  (Block  No.  1001,  Lot 
No.  61),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Administration:  Inspectors  Mojarietta  and 
Meyer,  Fire  Department. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


348-36-A. 

APPLICANT — Nathan  Cohen,  for  Columbia  Pictures 
Corporation,  lessee. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street  (Block 
No.  1035,  Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Administration:  Inspectors  Mojarietta  and 
Meyer,  Fire  Department. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936,  at 
2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


328-36-A. 

APPLICANT — Turner  Construction  Company,  for  John 
Morrell  &  Company,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 446-448  West  14th  street,  south 
side,  175  ft.  east  of  10th  avenue  (Block  No.  646, 
Lot  Nos.  14  and  15),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  John  R.  Voorhees. 


ACTION  OF  BOARD — Appeal  granted. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(328-36-A) 

Whereas,  Turner  Construction  Company,  for  John  Mor¬ 
rell  &  Company,  owner,  filed  November  6,  1936,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings,  affect¬ 
ing  premises  446-448  West  14th  street,  south  side,  175  ft. 
east  of  10th  avenue  (Block  No.  646,  Lot  Nos.  14  and  15). 
Borough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  October  26,  1936,  Application  No.  97-1936,  reads; 

“This  amendment  is  hereby  disapproved  with  the 
following  additional  objection  due  to  amendment: 

No.  10.  Marquise  should  be  constructed  along 
building  wall  as  approved  by  board  of  building, 
July  9,  1936.  Alt.  309-36.” 

and 

Whereas,  the  building  which  is  now  under  construction 
is  located  in  an  unrestricted  use  district  and  is  of  fireproof 
construction,  50  ft.  by  103  ft.  in  area ;  basement  and  4 
stories,  41  ft.  3J4  in.  in  height,  to  be  occupied  as  follows : 
Cellar,  storage  and  cooler,  10  persons;  1st  floor,  shipping, 
17  persons;  2nd  floor,  cold  storage  and  office,  8  persons; 
3rd  floor,  cold  storage,  15  persons ;  4th  floor,  cold  storage, 
10  persons;  and 

Whereas,  the  applicant  contends  that  the  proposed  mar¬ 
quise  for  this  building  conforms  to  all  the  applicable  re¬ 
quirements  of  section  170  of  the  building  code;  that  due 
to  the  particular  occupancy  of  this  building,  it  is  neces¬ 
sary  that  the  marquise  extend  across  the  entire  front  of 
the  building;  that  this  building  will  be  used  as  a  distribu¬ 
tion  warehouse  for  meat  and  meat  products  forming  one  of 
the  most  important  units  of  the  food  supply  of  New  York 
City ;  that  it  is  necessary  that  both  incoming  and  outgo¬ 
ing  meat  and  meat  products  be  received  or  dispatched  by 
trucks  that  will  be  backed  to  the  curb ;  that  it  is  necessary 
that  such  food  supplies  be  protected  from  damage  or  con¬ 
tamination  due  to  inclemency  of  the  weather  or  the  direct 
action  of  the  sun ;  that  it  is  necessary  to  utilize  the  entire 
frontage  of  the  property  in  order  to  expeditiously  handle 
the  meat  between  refrigerators  and  delivery  trucks ;  that 
this  building  falls  within  that  territory  located  and  desig¬ 
nated  as  a  market  space  by  chapter  15,  article  2,  S-32, 
Code  of  Ordinance,  known  as  “West  Washington  Mar¬ 
ket”  ;  that  the  four  sides  of  the  entire  block  in  which  this 
building  occurs,  bounded  by  West  14th  street,  Washington 
street,  West  13th  street,  and  10th  avenue,  are  used  for 
the  same  purpose,  namely  the  receiving  and  distribution  of 
meat  and  meat  products.  The  use  of  marquise  extending 
from  properly  line  to  property  line  is  apparently  estab¬ 
lished  by  precedent  and  common  custom,  for  which  the 
only  exception  of  the  frontage  of  a  garage  building  on 
West  13th  street,  it  is  possible  to  walk  around  the  side¬ 
walk  of  the  entire  four  sides  of  this  block  without  passing 
from  under  a  marquise;  that  the  old  building  originally 
on  this  site  which  was  used  for  the  same  purpose  and 
which  was  razed  and  replaced  with  this  modern  refrig¬ 
erated  warehouse,  had  a  marquise  across  its  entire  front¬ 
age;  that  the  proposed  marquise  will  conform  in  all  re¬ 
spects  with  all  requirements  of  section  170  of  the  Building 
Code,  as  it  will  be  more  than  10  ft.  above  the  sidewalk 
will  be  of  incombustible  construction  consisting  of  sheet 
steel  roofing  carried  on  structural  steel  framing,  securelj 
supported  from  the  building  construction,  and  will  be  prop 
erly  drained  to  the  City  sewer;  that  it  would  appear  both 
iust  and  reasonable  that  the  owner  be  accorded  the  same 
facilities  enjoyed  by  his  neighbors,  who  are  engaged  in 
a  similar  business ;  that  the  public  interest  would  be  served ; 
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and  that  substantial  justice  would  be  done  by  permitting 
the  extension  of  the  proposed  marquise ;  and 

Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises ; 
and 

Whereas,  the  board  finds  that  premises  are  located  on 
a  market  street  as  provided  in  section  32  of  art.  2  of  chap¬ 
ter  15,  Code  of  Ordinance. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  reversed,  and  that  the  appeal  be 
and  it  hereby  is  granted. 


333-36-A. 

APPLICANT — Erwin  S.  Wolfson,  Inc.,  for  Two  Park 
Avenue  Building,  Inc.,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 2  Park  avenue,  west  side,  from 
East  32nd  street  to  East  33rd  street  (Block  No. 
862,  Lot  No.  29),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Erwin  S.  Wolfson  and  Harry  G. 
Wood. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION 

(333-36-A) 

Whereas,  Erwin  S.  Wolfson,  Inc.,  for  Two  Park  Ave¬ 
nue  Building,  Inc.,  owner,  filed,  November  6,  1936,  an 
appeal  from  a  decision  of  the  commissioner  of  buildings 
affecting  premises  2  Park  avenue,  west  side,  from  East 
32d  street  to  East  33d  street  (Block  No.  862,  Lot  No.  29), 
Borough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  5,  1936,  in  acting  on  amendment  to 
F.  P.  Application  No.  711-1936,  reads: 

“This  amendment  is  disapproved  with  the  following 
objection : 

1.  Capacity  of  auxiliary  tanks  is  in  excess  of  that 
permitted  by  Rule  2  of  Oil  Burner  Rules.” 

and 

Whereas,  the  building,  erected  in  1927,  is  of  fireproof 
construction,  197  ft.  5  in.  by  205  ft.  0  in.  in  area,  26  stories, 
300  ft.  in  height,  located  in  a  business  use  district  and  is 
equipped  with  a  standpipe  and  sprinkler  system;  occupied: 
cellar,  boiler  and  engine  room ;  1st  floor,  stores ;  2d  and  3d 
floors,  school ;  4th  to  12th  floors,  offices;  14th  floor,  offices; 
15th  floor,  school ;  16th  floor,  school  and  offices;  17th  to 
26th  floors  inclusive,  offices,  for  which  a  certificate  of  occu¬ 
pancy,  No.  21525,  was  issued  on  August  11,  1936;  and 

Whereas,  it  is  proposed  to  install  four  110  gallon  auxil¬ 
iary  fuel  oil  tanks,  known  as  “day  tanks”  in  connection 
with  the  installation  of  a  diesel  power  plant  at  the  south- 
west  corner  of  the  basement  story  in  the  wall  space  south 
of  the  32d  street  building  line  as  shown  on  plans  marked 
Received  November  6,  1936”;  and 

Whereas,  the  applicant  contends  that  the  diesel  electric 
power  plant  will  consist  of  four  300  K.  W.  and  direct  cur¬ 
rent  generators  supplied  from  the  day  tanks,  one  of  which 
is  provided  for  each  engine  and  is  normally  designed  to 
operate  the  engine  for  at  least  4  hours  without  refilling; 
that  the  day  tanks  are  filled  by  a  fuel  oil  transfer  pump 
frorn  the  main  storage  tank  and  are  provided  w’ith  an 
overflow  connection  back  to  the  main  storage  tank;  that 
the  auxiliary  tanks  are  manufactured  to  meet  underwriters’ 
standards  and  are  vented  to  the  atmosphere ;  that  the  feed 
from  an  auxiliary  tank  to  the  engine  is  by  gravity  to  the 


service  pumps  on  the  engine ;  that  there  is  provided  in  the 
gravity  line  at  the  tank  a  Dowie  non-syphon  valve  which 
automatically  prevents  the  flow  of  oil  in  the  event  of  failure 

of  the  gravity  feed. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  in  all  other 
respects  the  installation  shall  comply  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals. 


327-36-A. 

APPLICANT — Fred  B.  McDuffee,  Assistant  Chief  Engi¬ 
neer,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT — Application  for  reopening  —  amendment  —  re 
Appeal  from  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 644-652  West  57th  street,  east 
side  of  12th  avenue,  from  West  56th  street  to 
West  57th  street  (Block  No.  1104,  Lot  No.  56), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(327-36-A) 


Whereas,  this  application  affecting  premises  644-652 
West  57th  street,  southeast  corner  of  12th  avenue  (Block 
No.  1104,  Lot  No.  56),  Borough  of  Manhattan,  was  granted 
by  the  board  November  4,  1936,  on  certain  conditions,  and 
applicant  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  November  4,  1936,  so  that 
as  amended  it  will  read : 

“Resolved,  that  the  decision  of  the  commissioner  of 
building,  as  to  fire  prevention  application  No.  416-36, 
be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted,  to  permit  the  installation  of 
five  2,000  gallon  tanks  for  the  storage  of  gasoline,  lo¬ 
cated  below  grade  as  indicated  on  plans  filed  with  this 
appeal,  on  condition  that,  other  than  as  to  capacity,  in¬ 
stallation  shall  comply  with  all  requirements  of  the 
Code  of  Ordinances  applicable  thereto;  that  any  dis¬ 
pensing  pump  located  above  the  first  floor  shall  be 
installed  in  accordance  with  specifications  thereon 
marked  ‘Received  November  19,  1936’,  on  condition 
that  an  approved  type  of  pump  is  used  with  a  remote 
control  in  the  handle  and  all  piping  thereto  shall  be 
new  pipe  and  installed  in  a  workmanlike  manner  and 
shall  draw  from  the  nearest  tank  below.” 


VARIATIONS  OF  LABOR  LAW. 

193-36-S. 

APPLICANT — Frank  Ragone  for  D.  Fox,  owner. 
SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 

PREMISES  AFFECTED — 2101  Second  avenue,  west  side, 
75  ft.  north  of  East  108th  street  (Block  No.  1658, 
Lot  No.  24),  Borough  of  Manhattan. 
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APPEARANCES — 

For  Applicant :  A.  Zembock. 

ACTION  OF  BOARD — Laid  over  to  January  12,  1937,  at 
2  P.M.  to  inspect  premises  after  30  days. 


1 90-36- S. 

APPLICANT — Kings  Hamburger,  Inc.,  lessee. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 

PREMISES  AFFECTED — 683  Third  avenue,  east  side, 
20.5  ft.  north  of  East  43rd  street  (Block  No.  1317, 
Lot  No.  2),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Irving  Rodin. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(190-36-S) 

Whereas,  Kings  Hamburger,  Inc.,  applicant  and  lessee, 
filed  on  June  22,  1936,  an  application  for  a  variation  of 
the  requirements  of  the  labor  law,  as  cited  in  a  decision 
of  the  department  of  health  and  a  decision  of  the  board 
of  health,  affecting  premises  683  Third  avenue,  east  side, 
20.5  ft.  north  of  East  43rd  street  (Block  No.  1317,  Lot  No. 
2),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  health  department,  dated 
June  17,  1936,  reads  as  follows: 

“Your  letter  of  June  9,  1936,  to  the  secretary  of 
this  department,  relative  to  a  duplicate  denial  notice 
for  the  premises  at  683  Third  avenue,  Borough  of 
Manhattan,  operated  by  Kings  Hamburger,  Inc.,  has 
been  referred  to  this  bureau.  I  am,  therefore,  enclos¬ 
ing  such  duplicate  denial  notice,  which  I  trust  will 
be  satisfactory  for  your  purpose.” 

and 

Whereas,  the  decision  of  the  board  of  health,  dated 
April  15,  1936  (App.  No.  3623-A),  reads  as  follows: 

“At  a  meeting  of  the  board  of  health  of  the  depart¬ 
ment  of  health  of  The  City  of  New  York,  held  April 
15,  1936,  your  application  for  a  sanitary  certificate  for 
a  cellar  bakery  at  683  Third  avenue,  Borough  of  Man¬ 
hattan,  was  denied.” 

and 

Whereas,  the  building,  which  is  of  non-fireproof  con¬ 
struction,  is  20  by  60  ft.  in  area,  4  stories  in  height;  OC¬ 
CUPIED:  Cellar — bakery,  3  persons,  1st  floor — store;  2nd 
to  4th  floors,  inclusive — dwellings,  one  family  each  floor; 
and 

Whereas,  it  appears  that  the  cellar  bakery  has  a  clear 
height  from  floor  to  ceiling  of  8  ft.  1  in. ;  that  the  ceiling 
is  located  1  ft.  1  in.  above  curb  level,  and  the  cellar  floor 
is  2  ft.  below  the  level  of  the  rear  yard;  that  the  bakery 
portion  is  ventilated  by  means  of  two  windows  at  the  rear 
and  a  cellar  door  at  front,  and  that  the  entire  cellar  ceil¬ 
ing  is  fire  retarded ;  and 

Whereas,  the  applicant  contends  that  the  denial  by  the 
board  of  health  is  not  based  on  any  sanitary  condition, 
but  solely  on  the  basis  of  the  lack  of  10  ft.  clearance  fro*11 
the  floor  to  ceiling;  that  it  is  impossible  to  change  the 
construction  of  the  cellar  bakery  because  there  is  a  store 
and  four-story  brick  building  above  the  same,  and  if  ap¬ 
plicant  is  required  to  vacate  the  premises  because  of  his 
inability  to  comply  with  the  labor  law,  it  will  entail  a  loss 
of  $8,000 ;  that  the  cellar  bakery  is  sanitary ;  that  light 
and  health  facilities  have  been  given  every  possible  at¬ 
tention,  and  that  a  variance  is  requested  under  section  338 
of  the  labor  law,  so  that  a  sanitary  certificate  may  be 
issued. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  section 
338  of  the  labor  law  to  permit  the  operation  of  this  cellar 
bakery  on  condition  that  the  bakery  shall  not  be  extended 
in  area  and  that  conditions  shall  be  maintained  satisfac¬ 
tory  to  the  department  of  health  and  that  not  more  than 
three  bakers  and  pastry  cooks  shall  be  employed,  and  that 
at  least  75  per  cent  of  the  products  shall  be  consumed  in 
the  restaurant  connected  with  the  premises;  and  that  in  all 
other  respects  all  laws  and  regulations  applicable  thereto 
shall  be  complied  with. 


340-36-S. 

APPLICANT— Charles  P.  Cannella,  for  Simone  Sanzone, 
owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  decision 
of  the  health  commissioner. 

PREMISES  AFFECTED— 280  Wilson  avenue,  south  side, 
25  ft.  east  of  Bleecker  street  (Block  No.  3306, 
Lot  No.  29),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Charles  P.  Cannella. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(340-36-S) 

Whereas,  Charles  P.  Cannella,  for  Simone  Sanzone, 
owner,  filed,  November  2,  1936,  an  application  for  a  varia¬ 
tion  of  the  requirements  of  the  Labor  Law,  as  cited  in 
decision  of  the  health  commissioner,  affecting  premises  280 
Wilson  avenue,  south  side  25  ft.  east  of  Bleecker  street 
(Block  No.  3306,  Lot  No.  29),  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  Board  of  Health,  No.  3835 
reads  as  follows : 

“At  a  meeting  of  the  Board  of  Health  of  the  De¬ 
partment  of  Health  of  the  City  of  New  York,  held 
November  10,  1936,  your  application  for  a  Sanitary 
Certificate  for  a  cellar  bakery,  280  Wilson  avenue  in 
the  Borough  of  Brooklyn  was  denied.” 

and 

Whereas,  the  premises  consist  of^a  3-story  brick  non- 
fireproof  building,  erected  in  1900,  25  by  71  ft.  in  area,  36 
feet  in  height;  occupied:  cellar,  bakery,  2  persons;  1st 
floor,  store  and  1  family,  4  persons;  2d  and  3d  floors,  2 
families  each,  8  persons  each  floor ;  and 
Whereas,  a  communication  addressed  to  the  applicant  by 
the  tenement  house  commissioner  on  October  30,  1936, 
reads  as  follows: 

“In  reply  to  your  letter  of  October  29,  1936,  please 
be  advised  that  the  records  of  this  department  show 
that  there  has  been  a  bakery  located  in  the  cellar  of 
the  above  premises  since  prior  to  December  26,  1906.” 

and 

Whereas,  the  bakery  is  8  ft.  in  height,  located  entirely 
below  grade  and  is  vented  by  two  front  windows,  each 
equal  to  9  sq.  ft.,  2  court  windows,  each  equal  to  25  sq.  ft. 
and  one  rear  window  equal  to  8  sq.  ft.,  total  area  of  light 
and  air  42  sq.  ft.;  in  addition  thereto  there  exists  vault 
lights  at  front  which  equal  32  sq.  ft.  of  glazed  surface ;  and 
Whereas,  applicant  contends  that  the  premises,  which 
are  located  in  a  business  use  district,  consist  of  a  3-story 
and  cellar  brick  tenement,  erected  in  1900  and  occupied 
since  then  as  at  present;  that  the  cellar  bakery  was  occu¬ 
pied  continuously  up  to  March  1,  1936;  at  that  time  the 
manufacturing  of  bread  was  discontinued  by  reason  of  the 
tenant  moving  out;  that  on  or  about  April  1,  1936,  the 
owner  made  extensive  alterations  to  the  bakery  and  on 
May  1,  1936.  rented  it  to  another  baker;  by  so  doing,  the 
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manufacture  of  bread  was  resumed,  but  the  Department 
of  Health  sealed  the  oven  by  reason  of  the  owner  not  hav¬ 
ing  a  sanitary  certificate. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  section 
338  of  the  labor  law  and  that  a  certificate  of  exemption  be 
and  it  hereby  is  granted  on  condition  that  this  exemption 
shall  continue  only  so  long  as  conditions  remain  as  indi¬ 
cated  on  plans  filed  with  this  appeal  marked  “Received 
November  9,  1936  ’;  and  that  in  all  other  respects  the 
labor  law  as  far  as  this  existing  cellar  bakery  use  is  con¬ 
cerned  shall  be  complied  with. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

1203-22-SA. 

APPLICANT — Simplex  Oil  Heating  Corporation,  owner. 

SUBJECT — Application  for  reopening — inclusion  of  new 
models — re  Simplex  Turbine  Fuel  Oil  Burner. 

APPEARANCES— 

For  Applicant:  A.  V.  Bayer. 

ACTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


97-35-SA. 

APPLICANT — Geo.  D.  Roper  Corporation,  owner. 

SUBJECT — Roper  Rotary  Pump  for  Fuel  Oil,  approval 
of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  withdrawn  upon  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


227-36-SA. 

APPLICANT — Frank  P.  Scully  or  John  C.  Doyle,  agent 
for  Scully  Signal  Company,  Owner. 

SUBJECT — Ventalarm  (Type  L)  for  Fuel  Oil — approval 
of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPRpVE  APPLIANCE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(227-36-SA) 

Whereas,  the  Scully  Signal  Company,  owner,  filed  July 
20,  1936,  an  application  with  the  Board  of  Standards  and 
Appeals  for  approval  of  their  device  known  as  the  Vent¬ 
alarm  (Type  L)  for  Fuel  Oil;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division 
of  Combustibles  was  substantially  as  follows: 


The  device  was  installed  in  a  standard  275-gallon- 
above-ground  storage  tank.  This  device  is  a  specially 
designed  coupling  which  is  screwed  directly  into  the 
vent  outlet  of  the  tank.  Incorporated  in  this  fitting  is 
a  whistle,  and  during  the  filling  of  the  tank  the  air  and 
vapor  pass  through  the  device  and  cause  the  whistle 
to  give  an  audible  sound. 

The  air  tube  of  the  whistle  extends  into  the  tank 
at  a  predetermined  distance  depending  upon  the  capac¬ 
ity  of  said  tank.  If  the  oil  reaches  the  air  tube  of 
the  whistle,  same  is  sealed  and  whistle  stops,  thus  giv¬ 
ing  the  one  delivering  oil  to  the  tank  sufficient  time  to 
stop  delivery. 

If  for  any  reason,  the  device  should  become  inopera¬ 
tive,  the  one  deliverying  oil  would  not  receive  an 
audible  signal  and  would  therefore  consider  that  the 
tank  was  filled.  The  vent  of  the  fuel  oil  tank  fits 
directly  upon  the  outer  side  of  the  coupling  and  may 
be  installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals. 

This  device  was  tested  and  it  was  found  that  it 
functioned  as  designed  by  the  manufacturer.  However, 
as  there  is  no  provision  of  the  Oil  Burner  Rules  re¬ 
quiring  its  installation,  specific  approval  cannot  be 
recommended  as  its  use  is  neither  mandatory  nor  pro¬ 
hibited,  but  there  would  be  no  objection  to  its  approval 
for  voluntary  installation. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Ventalarm  (Type 
L)  for  voluntary  use  with  oil  burner  installations  on  con¬ 
dition  that  when  so  installed  the  device  shall  bear  a  label 
reading: 

NOTICE 


Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  227-36-SA. 


248-36-SA. 

APPLICANT — M.  Mac  Schwebel  for  Dupont  Fuel  Oil 
Burner  Co.,  Inc.,  owner. 

SUBJECT — Dupont  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPRpVE  APPLIANCE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(248-36-SA) 

Whereas,  M.  Mac  Schwebel,  agent  for  Dupont  Fuel  Oil 
Burner  Co.,  Inc.,  owner,  filed,  August  17,  1936,  an  applica¬ 
tion  with  the  Board  of  Standards  and  Appeals,  for  ap¬ 
proval  of  the  device  known  as  the  Dupont  Oil  Burner;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division  of 
Combustibles  was  substantially  as  follows : 

The  burner  is  of  the  pressure  atomizing  gun  type 
and  was  installed  in  a  steam  boiler  used  for  heating 
purposes.  The  assembly  of  the  burner  consists  of  the 
following :  Leland  yA  H.  P.  motor ;  Torrington 
Blower;  Tuthill  Fuelstat,  consisting  of  strainer,  pump 
and  regulating  valve ;  Monarch  nozzle,  capacity 
l-35/100th  to  5  gallons  per  hour. 

Ignition— electric.  Webster  transformer  110  to  10,000 
volts. 

Controls — Minneapolis  Honeywell  Protecto-Relay, 
R-117-3,  and  Pressuretrol  L-404. 
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This  burner  is  designed  for  the  use  of  Nos.  1,  2  and 
3  commercial  grades  of  fuel  oil. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  into  operation  and  it  was 
found  that  on  two  tests,  the  controls  shut  the  burner 
down  in  103  and  105  seconds,  respectively.  The  burner 
was  then  put  into  normal  operation  for  a  period  of 
approximately  45  minutes,  and  during  this  time  the 
controls  functioned  as  designed.  During  the  period  of 
test,  there  were  no  flare  backs  due  to  faulty  ignition, 
and  the  flame  was  clean  and  free  of  soot.  Examina¬ 
tion  of  the  combustion  chamber  showed  no  undue  car¬ 
bon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Dupont  Oil  Burner  be  approved  for 
commercial  and  domestic  use  when  installed  in  accord¬ 
ance  with  the  Oil  Burner  Rules  adopted  by  the  Board 
of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Dupont  Oil  Burner 
for  use  in  domestic  and  commercial  installations  with  fuel 
oil  not  heavier  than  No.  3,  U.  S.  Department  of  Commerce 
Standards,  when  installed  in  accordance  with  the  above 
report  and  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals  on  condition  that  each  device  shall 
have  a  label  permanently  affixed  thereto,  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  248-36-SA. 


303-36-SA. 

APPLICANT— William  V.  McDevit,  for  Sears,  Roebuck 
&  Co.,  owner. 

SUBJECT— Sears  Roebuck  Oil  Burning  Water  Heater, 
Hercules  Model  No.  2544,  approval  of. 
APPEARANCES— 

For  Applicant :  William  V.  McDevit. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE  APPLIANCE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(303-36-SA) 

Whereas,  Wm.  V.  McDevit  for  Sears  Roebuck  and  Co., 
owner,  filed,  October  13,  1936,  an  application  with  the 

Board  of  Standards  and  Appeals,  for  approval  of  the 

device  known  as  the  Sears  Roebuck  Oil  Burning  Water 

Heater,  Hercules  Model  No.  2544;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Division  of  Combustibles  of  the  Fire 
Department  for  test  and  report ;  and 
Whereas,  the  report  of  the  engineer  of  the  board  supple¬ 
mented  by  that  of  the  representatives  of  the  Division  of 
Combustibles  was  substantially  as  follows :  . 

This  is  a  natural  draft  pot  type  oil  burner  which  is 
designed  and  assembled  as  an  integral  part  of  a  water 
heater  in  one  unit.  Essential  parts  consist  of  water 
tank,  burner,  thermostatic  valve,  constant  level  valve 
and  strainer. 

Oil  Supply— The  oil  supply  for  this  burner  will  be 
either  a  properly  installed  275  gallon  gravity  tank  or 
a  6-gallon  supply  tank.  From  the  shut  off  valve  at 
burner  oil  passes  through  strainer,  then  through  a 
float  operated  valve  which  prevents  abnormal  discharge 
of  oil  to  burner. 

Ignition. — Manual.  . 

Safety  Controls.— Anti-flooding  device  which  con¬ 
sists  of  a  trip  bucket  so  equipped  that  in  case  the  float 
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in  oil  control  chamber  failed  to  operate  or  in  case  of 
no  ignition  when  oil  level  is  reached  in  burner  pot  it 
will  then  flow  into  trip  bucket  and  trip  a  lever  which 
will  close  needle  valve  and  prevent  any  further  flow 
of  oil  into  burner. 

Thermostatic  valve  which  regulates  the  oil  feed  in 
accordance  with  the  temperature  of  the  water  in  the 
watertank,  when  water  reaches  a  required  temperature 
the  operation  of  valve  cuts  off  burner. 

This  burner  was  tested  under  actual  working  con¬ 
ditions  and  it  was  found  that  the  controls  functioned 
as  designed.  In  recommending  this  hot  water  heater 
unit  for  approval,  it  is  suggested  that  certain  require¬ 
ments  be  carried  out  in  their  installation  and  incor¬ 
porated  upon  their  instruction  cards  and  that  this 
approval  be  not  final  until  a  copy  of  said  instruction 
card  be  filed  for  approval  with  the  Board  of  Standards 
and  Appeals. 

iesolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Sears  Roebuck  Oil 
Burner  Water  Heater  Hercules  Model  No.  2544,  when 
installed  in  accordance  with  the  Oil  Burner  Rules  adopted 
by  the  Board  of  Standard  and  Appeals,  and  with  the  fol¬ 
lowing  additional  requirements: 

1.  Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  Vz  in.  asbestos  or  other  equivalent  shield, 
extending  at  least  12  inches  beyond  the  outline  of 
such  device. 

2.  The  device  shall  bear  a  label  permanently  attached 
thereto,  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  303-36-SA. 

3.  The  hot  water  unit  shall  be  connected  to  a  legal 
chimney  and  smoke  pipe  shall  be  equipped  with  an 
automatic  draft  adjuster. 

4.  The  manufacturer  or  installer  of  this  burner,  shall, 
within  48  hours  after  each  installation,  notify  the 
Fire  Department  in  writing  of  the  name  of  the  per¬ 
son  to  whom  this  burner  was  sold  and  the  address 
of  the  premises  where  installed. 

5.  The  fuel  oil  used  in  this  device  shall  be  range  oil 
or  No.  1  fuel  oil. 

6.  When  this  burner  is  installed  with  a  6-gallon  supply 
tank;  said  tank  shall  be  located  at  least  two  feet 
from  the  hot  water  boiler. 

7.  All  copper  tubing  shall  be  of  the  extra  heavy  type 
and  shall  be  protected  with  iron  piping  or  BX 
cabling. 

56-36-SA. 

APPLICANT — C.  V.  Henry,  for  York  Oil  Burner  Co., 
Inc.,  owner. 

SUBJECT — York  Horizontal  Rotary  Oil  Burner — Applica¬ 
tion  for  reopening — amendment  of  resolution  rela¬ 
tive  to  grade  of  oil. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  . 0 
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THE  RESOLUTION— 

(56-36-SA) 

Whereas,  C.  V.  Henry,  for  the  York  Oil  Burner  Co., 
Inc.,  owner,  filed  March  16,  1936,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  the  de¬ 
vice  known  as  the  York  Horizontal  Rotary  Oil  Burner 
(Type  AP)  ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
substantially  as  follows: 

The  device  is  of  the  centrifugal  atomizing  type  and 
operates  through  suction  feed  from  supply  tank  to 
burner.  The  oil  is  fed  through  the  hollow  burner 
shaft  into  the  internal  surface  of  the  atomizing  cup 
which  is  attached  to  the  burner  shaft  and  revolves  at 
approximately  3450  R.P.M.  The  oil  is  thrown  from 
the  periphery  of  the  cup  in  a  partially  atomized  state 
and  is  mixed  with  air  supplied  by  a  fan  located  di¬ 
rectly  behind  the  atomizing  cup.  Quantity  of  air  sup¬ 
plied  is  regulated  by  a  shutter  located  in  fan  housing. 

The  device  is  made  in  three  sizes,  A,  B  and  C. 

The  motor  is  an  Ohio  y2  h.p.  110  or  220  volt,  60 
cycle,  single  phase  capacitor  motor  known  as  type 
61220  or  a  3  phase  inductor  type  motor  rated  at  110 
and  220  volt  A.C.  60  cycles  at  approximately  3450 
R.P.M. 

The  capacitor  units  used  with  the  110  and  220  volt 
capacitor  motors  on  the  size  A  burner  are  known  as 
WI  1428  and  WI  1538. 

The  size  B  burner  incorporates  a  44  h.p.  motor  and 
the  size  C,  a  1  h.p.  motor. 

A  listed  Cuno  type  G,  strainer. 

The  safety  controls  consist  of  a  combustion  thermo¬ 
stat  located  in  stack  of  the  heating  plant  and  operates 


in  conjunction  with  a  relay  switch.  At  the  test  there 
were  no  flarebacks.  A  laboratory  test  was  made  of 
the  oil  used  with  these  burners  and  it  was  reported 
as  number  4. 

The  device  has  been  approved  by  the  Underwriters 
Laboratories,  File  M.P.  956. 

It  is  recommended  that  the  York  Horizontal  Rotary 
Oil  Burner  be  approved  for  use  in  domestic  and  com¬ 
mercial  installations  for  fuel  oil  not  heavier  than  No. 
4,  U.  S.  Dept,  of  Commerce  Standard,  when  installed 
in  accordance  with  the  Oil  Burner  Rules  and  with  this 
report ;  and 

Whereas,  the  device  was  approved  for  use  with  No.  4 
fuel  oil  and  applicant  requested  an  amendment  to  permit 
the  use  of  No.  5  oil  and  No.  6  oil  preheated. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  York  Horizontal 
Rotary  Oil  Burner  (Type  AP)  for  use  in  domestic  and 
commercial  installations  with  fuel  oil  not  heavier  than  No. 
5  U.  S.  Dept,  of  Commerce  Standards  and  No.  6  pre¬ 
heated,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals,  on  con¬ 
dition  that  the  device  shall  bear  a  label  permanently  af¬ 
fixed  thereto  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  56-36-SA. 


Adjourned,  4:20  p.  m. 

Edward  V.  Barton,  Chief  Clerk. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  . 9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set. .  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24- SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1 193-21 -S A 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D _  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30- LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21 -S A 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pu.mP  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 
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PROPOSED  AMENDMENTS  OF  OIL  BURNER  RULES. 

(217-21-SR) 


NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Friday,  December  4,  1936,  at  10  A.  M.,  Room  1013,  Munici¬ 
pal  Building,  on  Proposed  Amendments  of  Oil  Burner 
Rules. 

Matter  in  italics  is  new ;  matter  in  brackets  [  ]  old  matter 
to  be  omitted. 

OIL  BURNER  RULES 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Rule  4.  Burners. 

(c)  The  requirements  of  these  rules  shall  not  apply  to 
the  use  and  installation  of  portable  burners  not  requiring 
a  connection  to  a  flue  where  such  burners  are  of  the  type 
commonly  used  for  household  purposes  including  oil 
stoves,  oil  heaters  and  oil  lamps  equipped  with  a  woven 
wick  or  mechanical  device  the  movement  of  which  is  essen¬ 
tial  to  flame  adjustment;  [or  to  portable  cabinet  heaters 
with  one  or  two  burners  not  exceeding  6  inches  in  diam¬ 
eter  each  with  all  parts  of  the  burner  mechanism  rigidly 
fixed  except  the  storage  container  and  with  cabinets  not 
over  33  inches  in  height;]  nor  do  the  requirements  of  these 
rules  apply  to  such  portable  apparatus,  ,such  as  blow 
torches,  soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  6. — Location  of  Tanks. 

Section  1.  Inside  of  Buildings. 

(b)  Storage  tanks  having  a  capacity  of  more  than  two 
hundred  and  seventy-five  (275)  gallons,  when  installed  in¬ 
side  of  buildings,  shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above  the  floor  shall  be 
protected  by  a  continuous  jacket  of  not  less  than  four 
inches  (4")  of  Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire  cloth  2"  x  2" 
mesh,  and  extending  at  least  four  inches  (4")  beyond  the 
horizontal  outline  of  tank  in  all  directions,  with  weep  holes 
along  the  bottom  one  inch  in  diameter  not  more  than  3  ft. 

apart.  . 

Each  storage  tank  may  be  placed  in  an  enclosure  having 
masonry  walls  not  less  than  eight  inches  (8  )  in  thickness 


and  of  dimension  not  less  than  fifteen  inches  (15")  greater 
on  all  sides  than  the  outside  dimensions  of  the  storage 
tank.  The  walls  of  the  enclosure  shall  be  carried  up  to  a 
height  not  less  than  two  feet  (2')  above  the  top  of  the 
tank.  Fireproof  access  door  or  doors  [spaced  ten  feet 
(10')  apart  J  shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  or  less  in  length  of  enclosure,  an 
additional  access  door  shall  be  installed  in  every  additional 
ten  feet  (10')  above  the  point  where  the  enclosure  has  a 
capacity  equivalent  to  the  tank  and  such  part  of  the  en¬ 
closure  shall  be  leak  proof. 

Rule  7.  Piping. 

Section  1.  Installation  of  Piping. 

(b)  Only  new  standard  full-weight  iron,  steel  or  brass 
pipe,  or  new  extra-heavy  copper  brass  or  aluminum  alloy 
tubing,  properly  marked  and  duly  approved,  may  be  used. 
Flexible  metal  tubing  when  used  for  conveying  oil,  shall  be 
adequately  protected  and  used  only  in  the  same  room  in 
which  the  heater  is  installed.  Tubing  when  used  in  domes¬ 
tic  installations  shall  be  not  less  than  34"  diameter.  Sol¬ 
dered  connections  are  prohibited.  Tubing  shall  be  sub¬ 
mitted  for  approval. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

Section  3.  Inspection  and  Tests  of  Installations  of 
Storage  Tanks  and  Piping. 

(a)  Storage  tanks  not  exceeding  two  hundred  and 
seventy-five  (275)  gallons’  capacity  and  all  piping  for  oil 
connected  thereto  shall  show  no  leakage  when  tank  and  all 
piping  for  oil  is  completely  filled  with  oil  [when  subjected 
to  a  test  of  10  pounds  per  square  inch.] 

Rule  15.  Instruction  Cards  and  Certificate  of  Fit¬ 
ness. 

(b)  All  heating  systems  in  which  the  oil  is  preheated  or 
systems  not  fully  automatic  shall,  when  operating,  be  under 
the  direct  supervision  of  a  person  holding  a  certificate  of 
fitness  issued  by  the  Fire  Chief  and  Commissioner,  except, 
that  a  person  licensed  as  an  engineer  or  fireman  under 
the  provisions  of  Section  409  of  the  Charter  of  the  City 
of  New  York,  shall  not  be  required  to  obtain  such  cer¬ 
tificate. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c 


BUILDING  CODE  ON  SALE 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35a 


Copies  of  the  Official  Directory  of  the  City  of  New  York 
for  the  year  1936  (The  Little  Green  Book),  containing  the 
latest  authentic  information  in  relation  to  City,  State  and 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale 


at  the  Distribution  Division  of  the  City  Record  Office, 
Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
(paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
added  for  postage. 
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PROPOSED  REVISION  OF  INTERIOR  FIRE  ALARM  RULES 


[108-16-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Friday,  December  11,  1936  at  10  a.  m.,  Room  1013,  Munici¬ 
pal  Building,  on  Proposed  Revision  of  Interior  Fire 
Alarm  Rules. 

Interior  Fire  Alarm  Rules 

RULES  GOVERNING  THE  INSTALLATION  OF  IN¬ 
TERIOR  FIRE  ALARM  SYSTEMS 

Authority :  Sections  718A  and  718B  of  the  Charter  of 
the  City  of  New  York  to  carry  into  effect  the  provisions 
of  Chapter  XII,  Section  20  of  the  Code  of  Ordinances 
and  the  provisions  of  Section  279  of  the  Labor  Law. 

Scope  of  Rules 

These  rules  apply  to  all  hotels,  as  defined  in  the  Code 
of  Ordinances  and  the  Multiple  Dwelling  Law;  to  all 
lodging  houses  having  more  than  15  sleeping  rooms,  or 
accommodating  more  than  15  lodgers  above  the  first  or 
ground  story;  to  all  public  and  private  hospitals  and 
asylums  having  more  than  15  rooms,  or  accommodating 
more  than  15  patients  or  inmates  above  the  first  or  ground 
story ;  to  all  nurseries  accommodating  more  than  30  chil¬ 
dren,  or  having  a  Board  of  Health  permit  for  the  accom¬ 
modation  of  more  than  30  children ;  to  all  Turkish  or  other 
special  treatment  bath  houses  where  there  are  sleeping 
accommodations  for  more  than  15  persons  on  the  prem¬ 
ises  ;  to  all  department  stores ;  to  all  public  schools ;  and 
to  all  single  and  tenant  factory  buildings,  as  defined  in 
the  Labor  Law  and  specifically  required  by  Section  279  of 
said  Law. 


Law 

Section  279.  Fire  Alarm  Signal  Systems  and  Fire  Drills: 

1.  Fire  alarm  signal  systems.  Every  factory  building 
over  two  stories  in  height  in  which  more  than  twenty-five 
persons  are  employed  above  the  ground  floor  shall  be 
equipped  by  the  owner  thereof  with  a  fire  alarm  signal 
system  having  a  sufficient  number  of  signals  clearly  au¬ 
dible  to  all  occupants  of  the  building,  and  so  arranged 
as  to  permit  the  sounding  of  all  the  alarms  within  the 
building  whenever  the  alarm  is  sounded  in  any  portion 
thereof.  Such  system  shall  be  maintained  in  good  work¬ 
ing  order  and  no  person  shall  tamper  with  same  or  render 
ineffective  any  portion  thereof  except  to  repair  it.  A  per¬ 
son  discovering  a  fire  shall  cause  an  alarm  to  be  sounded 
immediately.  The  board  of  standards  and  appeals  in  the 
city  of  New  York  and  elsewhere,  may  make  rules  and 
regulations  prescribing  the  number,  character  and  location 
of  the  signals  and  the  method  and  character  of  the  instal¬ 
lation,  including  that  of  all  appliances  in  connection  there¬ 
with. 

3.  Exceptions.  Subdivisions  one  and  two  of  this  sec¬ 
tion  shall  not  apply  to  a  building  in  which  every  square 
foot  of  the  floor  area  on  all  stories  is  protected  with  an 
automatic  sprinkler  system,  having  two  adequate  sources 
of  water  supply  and  approved  by  the  public  authorities 
having  jurisdiction  thereof,  and  in  which  also  the  maxi¬ 
mum  number  of  occupants  of  any  one  floor  does  not  ex¬ 
ceed  by  more  than  fifty  percentum  the  capacity  of  the 
exits,  as  determined  by  subdivisions  one,  two  and  three  of 
section  two  hundred  and  seventy-eight,  in  addition  to  the 
prescribed  occupancy  under  subdivisions  five,  six  and 
seven  of  said  section.  If  the  commissioner  after  investi¬ 
gation  determines  that  the  spirit  of  this  chapter  is  ob¬ 
served  and  public  safety  secured,  he  may  permit  in  place 
of  the  automatic  sprinkler  system  before  specified,  an 
automatic  sprinkler  system  having  one  adequate  source  of 


water  supply  and  approved  by  the  public  authorities  having 
jurisdiction  thereof. 

Chapter  12,  Article  21,  Sub-division  2. 

Interior  Fire  Alarms: — In  every  hotel,  lodging-house, 
public  or  private  hospital  or  asylum,  department  store, 
and  public  school,  there  shall  be  placed  and  provided,  when 
required  by  the  fire  commissioner,  an  adequate  and  reli¬ 
able  electrical  or  other  interior  alarm  system,  to  be  ap¬ 
proved  by  the  said  commissioner,  by  means  of  which 
alarms  of  fire  or  other  danger  may  be  instantly  communi¬ 
cated  to  every  portion  of  the  building.  The  fire  alarm 
apparatus  and  all  other  appliances  placed  or  kept  within 
any  of  said  buildings  for  the  purpose  of  preventing  or 
extinguishing  fires,  or  for  affording  means  of  escape  there¬ 
from  in  case  of  fire,  shall  be  kept  at  all  times  in  good 
working  order  and  proper  condition  for  immediate  use, 
and  any  member  of  the  uniformed  force  or  authorized 
representative  of  the  Fire  Department  may  enter  any  of 
the  said  buildings  at  any  time,  for  the  purpose  of  inspect¬ 
ing  such  apparatus  or  appliances.  (Amended  by  ords.  ef¬ 
fective  Sept.  18,  1917,  and  Jan.  7,  1918.) 


Definition  of  Building  Classification 

A.  HOTEL:  Any  building,  or  part  thereof,  intended, 
designed  or  used  for  supplying  food  and  shelter  to  resi¬ 
dents  or  guests,  and  having  a  general  public  dining  room 
or  cafe,  or  both,  and  containing  more  than  30  sleeping 
rooms  above  the  first  or  ground  story  which  are  rented 
to  transient  guests  for  a  single  night  or  longer. 

B.  LODGING  HOUSE:  A  lodging  house  shall  be 
taken  to  mean  and  include  any  building  or  portion  thereof 
in  which  more  than  15  persons  are  boarded,  received,  or 
lodged  for  hire  for  a  single  night,  or  for  less  than  a  week 
at  one  time,  or  any  part  of  which  is  let  for  any  person  to 
sleep  in  for  any  time  less  than  a  week. 

C.  HOSPITALS  &  ASYLUMS:  Any  building  or  por¬ 
tion  thereof  in  which  persons  are  harboured  to  receive 
medical,  charitable,  or  other  care  or  treatment. 

D.  NURSERY:  Any  building  or  portion  thereof  in 
which  a  Board  of  Health  permit  has  been  issued  for  more 
than  30  children,  or  where  30  or  more  children  are  re¬ 
ceived  by  the  day  or  longer  and  given  special  care  or 
treatment,  charitable  or  otherwise. 

E.  TURKISH  OR  SPECIAL  TREATMENT  BATH 
HOUSES:  Any  building  or  portion  thereof  in  which 
there  are  sleeping  accommodations  for  more  than  15  per¬ 
sons  above  the  ground  or  first  story,  whether  or  not  the 
cost  of  the  bath  includes  the  room  or  bed,  or  privilege  to 
sleep  therein. 

F.  PUBLIC  SCHOOL:  Any  building  or  portion 
thereof  in  which  there  is  presented  a  course  of  study,  paid 
for  out  of  the  public  funds,  such  as  that  prescribed  in  the 
compulsory  education  act,  and  attendance  upon  which 
would  satisfy  the  requirements  of  that  act;  including  the 
public  trade  or  vocational  schools  and  the  high  schools. 

G.  DEPARTMENT  STORE:  Any  building  in  which 
there  are  various  departments,  offering  for  sale  more  than 
one  of  the  following  commodities :  articles  of  wearing  ap¬ 
parel,  hardware,  paints,  house  furnishings,  furniture,  floor 
covering,  dry  goods,  sporting  goods,  musical  instruments, 
photographic  supplies,  auto  accessories,  groceries,  food 
stuffs,  and  etc.,  and  admitting  the  public  above  the  second 
floor,  or  where  the  public  is  admitted  above  and  below  the 
first  floor. 

H.  FACTORY  BUILDING — New  York  State  Labor 
Law,  Art.  2,  Sec.  10 : — "Factory  building”  means  a  build¬ 
ing,  shed  or  structure  which,  or  any  part  of  which,  is  oc¬ 
cupied  by  or  used  for  a  factory,  and  in  which  at  least 
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le-tenth  or  more  than  twenty-five  of  all  the  persons 
nployed  in  the  building  are  engaged  in  work  for  a  fae¬ 
ry,  but  shall  not  include  a  building  used  exclusively  for 
veiling  purposes  above  the  first  story,  nor  a  building,  in 
city  having  a  population  of  more  than  one  million,  used 
eclusively  by  one  employer  and  in  which  not  more  than 
ie-tenth  of  all  the  persons  employed  therein  are  engaged 
i  work  for  a  factory  and  which,  except  for  such  factory 
ork,  would  be  classified  as  a  mercantile  establishment, 
he  provisions  of  this  chapter  shall,  so  far  as  prescribed 
y  the  rules,  also  apply  to  a  building,  not  a  factory  build- 
lg,  any  part  of  which  is  occupied  or  used  for  a  factory, 
tcept  as  otherwise  provided  by  this  subdivision. 


iule  1.  Definition  of  Terms 

1 . 1  The  term  “non-coded  closed  circuit  fire  alarm  sig¬ 
nal  systems”  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  al¬ 
ternating  current  circuits,  so  arranged  that  the 
operation  of  any  station  will  automatically  sound 
the  signaling  devices  throughout  all  portions  of 
the  building. 

1.2  The  term  “coded  closed  circuit  fire  alarm  signal 
systems”  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices’  operated  on  supervised  closed  electric  cir¬ 
cuits  which  transmits  rounds  of  coded  signals  to 
indicate  the  floor  or  portion  of  the  same  from 
which  the  alarm  was  sent. 

1  3  The  term  “heretofore”  shall  mean  before  (?) 
(?),  1936. 

1  4  The  term  “hereafter”  shall  mean  after  (?)  (?), 
1936. 

1.5  The  term  “approved”  shall  mean  approved  by  the 
Board  of  Standards  and  Appeals. 

1.6  The  term  “commissioner”  shall  mean  the  commis¬ 
sioner  of  the  department  specifically  charged  with 
the  enforcement  of  law  relating  to  interior  fire 
alarm  systems  in  the  City  of  New  York.* 

•Note:  At  present  the  Commissioner  of  the  Department  of 
Buildings  in  each  of  the  five  boroughs  enforces  the  law  through 
heir  respective  divisions  of  Fire  Prevention  by  virtue  of  Chapter 
?64,  Sec.  407,  subdiv.  2,  Greater  New  York  Charter,  as  amended  by 
he  Laws  of  1933. 

Rule  2.  General 

2.1  All  fire  alarm  signal  systems  and  devices  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

2.2  All  devices  and  equipment  that  have  been  ap¬ 

proved  by  the  Board,  shall  have  securely  fastened 
thereon,  a  manufacturer’s  plate  bearing  the  words 
“Approved  by  the  Board  of  Standards  and  Ap¬ 
peals — No . ”,  together  with  any  other  electrical 

data  that  the  Commissioner  may  require. 

Rule  3.  Examination  and  Approval  of  Plans 

3.1  Before  the  installation  or  extension  of  any  fire 
alarm  system,  specifications  and  plans  thereof,  in 
triplicate,  showing  complete  details  of  the  pro¬ 
posed  installation,  shall  be  submitted  by  the  owner 
or  his  agent  to  the  Commissioner  for  examination 
and  approval. 

Rule  4.  Classification 

4.1  Fire  alarm  signal  systems  shall  be  classified  as 
follows : 

(a)  Non-coded  closed  circuit  fire  alarm  systems. 
•  (b)  Coded  closed  circuit  fire  alarm  systems. 


4.1.1  The  code  numbers  that  are  used  shall 
be  submitted  for  approval  to  the  Com¬ 
missioner  and  shall  be  sounded  at  least 
four  (4)  times  for  each  operation  of 
the  sending  station. 

4.2  A  non-coded  closed  circuit  system  shall  be  so  ar¬ 
ranged  that  the  operation  of  any  station  will  auto¬ 
matically  sound  the  signaling  devices  until  hook 
is  restored  to  its  original  position ;  and  in  the 
break-glass  type  until  the  glass  has  been  replaced. 

4.3  Coded  closed  circuit  systems  shall  be  divided  into 
three  (3)  classes : 

Class  1 — General  Systems. 

Class  2 — Pre-signal  or  dual  operation  systems. 

Class  3 — Unit  and  general  systems — or  Duplex 
systems. 

Special  systems. 

4.4  Class  1  system  shall  be  a  general  alarm  system  of 
the  coded  closed  circuit  type  so  arranged  that  the 
operation  of  any  station  will  cause  the  signaling 
devices  to  sound  the  code  number  of  that  station 
at  least  four  (4)  times  throughout  the  entire  build¬ 
ing. 

4.5  Class  2  system  shall  be  a  pre-signal  or  dual  opera¬ 
tion  system  of  the  coded  closed  circuit  type  so  ar¬ 
ranged  that  the  operation  of  any  station  will  cause 
the  sounding  of  the  signaling  devices  located  in 
the  engine  room,  elevator  shafts,  basement  or 
other  places  in  the  building  where  the  members 
of  the  fire  brigade  work  or  assemble. 

4.5.1  Approved  means  shall  be  provided  at  each 
station,  so  arranged  that  a  subsequent  opera¬ 
tion  of  any  station  shall  cause  the  sounding 
of  all  signaling  devices  throughout  the  build¬ 
ing. 

4.5.2  This  subsequent  operation  shall  be  per¬ 
formed  with  the  aid  of  a  key  or  plug  de¬ 
signed  so  as  to  prevent  unauthorized  sound¬ 
ing  of  the  general  alarm. 

4.5.3  The  pre-signal  or  dual  operation  key  or 
plug  shall  be  so  designed  that  it  can  be 
readily  identified  by  the  person  whose  duty 
it  would  be  to  use  same. 

4.6  Class  3  system  shall  be  a  unit  and  general  alarm 
or  Duplex  system  of  the  coded  closed  circuit  type 
so  arranged  that  the  operation  of  a  station  within 
a  unit  will  cause  all  of  the  signaling  devices  in 
that  unit  and  all  of  the  signaling  devices  on  the 
general  alarm  circuit  to  sound  the  code  numbers 
of  the  unit  and  zone  at  least  four  (4)  times. 

4.6.1  An  approved  register  and  time  stamp  may 
be  used  in  connection  with  a  Class  3  system 
when  approved  by  the  Commissioner. 

4.6.2  The  register,  if  of  closed  circuit  type,  shall 
be  operated  from  a  separate  closed  circuit 
control  board  or  from  separate  panel  isolated 
by  barrier  from  main  control  panel  in 
main  control  board  cabinet. 

4.6.3  Approved  closed  circuit  trouble  and  unit 
annunciators  shall  be  installed  as  part  of 
other  Class  3  systems  when  required  by  the 
Commissioner. 

4.7  Special  systems  shall  include  a  complete  Class  1, 
2  or  3  system  supplemented  by  special  circuits 
for  the  operation  of  other  fire  alarm  devices  in 
the  systems;  or  electric  control  systems  for  stop¬ 
ping  machinery,  closing  doors  or  ventilators  as 
may  be  required  by  the  Commissioner;  or  to  call 
the  central  station  of  a  private  operating  company 

■  or  the  fire  department.  Automatic  fire  detecting 
systems  may  be  connected  to  operate  an  interior 
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fire  alarm  system  when  connected  thereto  by  an 
approved  coded  transmitter.  In  no  case  shall  the 
transmitter  be  considered  to  replace  the  standard 
approved  interior  fire  alarm  station.  The  special 
control  circuits  shall  be  separate  and  distinct  from 
the  fire  alarm  system  but  shall  be  brought  into 
action  whenever  the  fire  alarm  system  is  set  in 
operation. 

Rule  5.  Systems  Permitted  in  Factory  and  Other 
Buildings 

5.1  Non-coded  closed  circuit  fire  alarm  signal  systems 
shall  be  permitted  only  in  a  factory  building  not 
exceeding  five  (5)  stories  in  height  having  not 
more  than  twenty-five  hundred  (2500)  square  feet 
in  area  in  any  one  story  and  having  not  more  than 
one  hundred  (100)  persons  in  a  single  factory;  nor 
more  than  fifty  (50)  persons  in  a  multiple  tenant 
factory  above  the  first  or  ground  floor. 

5.2  Coded  closed  circuit  systems  shall  be  required  in  a 
factory  building  exceeding  the  requirements  of 
Rule  5.1. 

5.3  Special  fire  alarm  signal  systems  shall  be  per¬ 
mitted  in  factory  buildings  at  the  direction  of  the 
Commissioner. 

5.4  Coded  closed  circuit  systems  shall  be  required  in 
all  other  types  of  buildings  requiring  an  interior 
alarm  system. 

Rule  6.  Installation  and  Construction  Require¬ 
ments 

6.1  All  work  in  connection  with  the  installation  of  a 
fire  alarm  signal  system  shall  be  performed  in  a 
neat  and  workmanlike  manner  to  the  satisfaction 
of  the  Commissioner. 

6.2  In  any  fire  alarm  system  there  shall  be  not  more 
than  fourteen  (14)  direct  nor  more  than  ten  (10) 
alternating  current  gongs  or  other  approved 
sounding  devices  connected  in  one  circuit. 

6.3  There  shall  not  be  in  any  fire  alarm  system  more 
than  twenty  (20)  stations  connected  to  one  circuit 
or  loop. 

6.4  All  gongs  and  signaling  devices  shall  be  located 
where  possible  nine  (9)  feet  to  the  center  above 
the  floor. 

6.5  All  fire  alarm  stations  shall  be  located  five  (5) 
feet  from  handle  to  floor. 

6.6  An  approved  instruction  card  properly  marked  and 
framed  under  glass  shall  be  installed  at  each  fire 
alarm  station. 

6.7  All  materials  and  devices  used  in  fire  alarm  signal 
systems  shall  be  securely  fastened  in  position  in  a 
manner  satisfactory  to  the  Commissioner. 

6.8  For  fastening  to  masonry  walls,  through  bolts, 
metal  expansion  shields  or  toggle  bolts  shall  be 
used. 

6.9  Wood  screws  shall  be  used  for  fastening  equip¬ 
ment  to  wood  surfaces. 

6.10  The  use  of  nails  or  wood  or  fibre  plugs  is  pro¬ 
hibited. 

6.11  When  fire  alarm  apparatus  is  mounted  upon  a 
wooden  back  board,  such  back  board  shall  be  not 
less  than  seven-eighths  (%)  inch  thick,  impreg¬ 
nated  with  a  non-absorptive  compound.  The  back 
board  shall  be  so  mounted  as  to  provide  an  air 
space  of  at  least  one-quarter  (J4)  inch  between 
the  back  board  and  the  wall  for  free  circulation 
of  air. 

tw 

6.12  All  electrical  conductors  shall  be  installed  in 
standard  heavy  wall,  rigid  iron  or  steel  conduits 


protected  with  an  approved  rust  preventive.  Ar¬ 
mored  cable  or  flexible  conduits  will  not  be  ac¬ 
cepted. 

6.13  All  conduits  shall  be  grounded  to  a  water  pipe  by 
approved  ground  clamps  with  a  conductor  equal 
to  the  largest  conductor  used  on  the  system  and 
the  smallest  size  ground  conductors  used  shall  not 
be  less  than  No.  10  B.  &  S.  gauge. 

6.14  Splices  in  electrical  conductors  in  vertical  risers 
shall  not  be  permitted.  Splices  when  necessary 
in  horizontal  runs,  shall  be  made  in  approved  junc¬ 
tion  boxes  and  shall  be  properly  soldered  and 
taped.  The  cover  of  the  junction  box  shall  be 
painted  fire  department  red  to  indicate  that  it  con¬ 
tains  splices.  The  use  of  wire  nuts  or  other 
solderless  splicing  devices  shall  not  be  permitted. 

6.15  Electrical  conduits  shall  enter  only  at  the  side 
or  the  bottom  of  the  control  cabinet. 

6.16  In  coded  fire  alarm  systems  using  break  glass  type 
stations,  at  least  one  (1)  extra  glass  shall  be  pro¬ 
vided  for  each  station  in  the  system. 

6.17  All  openings  in  walls,  floors  or  ceilings  where  con¬ 
duits  pass  through,  shall  be  properly  fire  stopped. 

6.18  Conduits  shall  contain  only  conductors  used  in 
connection  with  the  fire  alarm  system. 

6.19  When  special  care  is  taken  to  insure  the  wires 
against  injury,  four  (4)  wires  may  be  placed  in 
one-half  ( y. '2)  inch  rigid  iron  conduits.  Conduc¬ 
tors  shall  consist  of  not  less  than  No.  14  B.  &  S. 
gauge  copper  wire,  having  rubber  insulation  wall 
not  less  than  three-sixty-fourths  (3/64)  inch  thick. 

6.20  Where  necessary  to  assure  reliable  service,  con¬ 
nections  of  conductors  to  terminals  or  binding 
posts  shall  be  soldered.  The  use  of  a  blow  torch 
for  soldering  connections  to  terminals  shall  not  be 
permitted. 

6.21  Where  wires  pass  underground  from  one  building 
to  another,  they  shall  be  enclosed  in  conduits  and 
shall  be  lead  encased.  Wires  between  buildings, 
when  not  run  in  conduit,  shall  be  at  least  equiva¬ 
lent  in  conductivity  and  tensile  strength  to  No.  8 
B.  &  S.  gauge  copper  wire  for  box  and  signaling 
circuits  and  shall  be  supported  at  least  every 
seventy-five  (75)  feet  on  approved  glass  insulators 
and  brackets,  and  be  protected  by  approved  light¬ 
ning  arrestors  when  required  by  the  Commissioner. 
As  far  as  possible,  they  shall  be  run  under,  rather 
than  over,  electric  light  or  power  wires. 

Rule  7.  Sending  Stations 

7.1  There  shall  be  at  least  one  (1)  fire  alarm  sending 
station  in  each  story  of  any  building  requiring  a 
manual  fire  alarm  signal  system,  located  in  a 
natural  path  of  escape  from  fire  at  a  readily  ac¬ 
cessible  location  designated  by  the  Commissioner, 
which  always  shall  be  kept  unobstructed.  Addi¬ 
tional  sending  stations  shall  be  installed  so  that  no 
point  on  any  floor  in  a  non-fireproof  building  shall 
be  more  than  one  hundred  (100)  feet  distant  from 
the  nearest  sending  station  upon  such  floor.  In 
fireproof  or  sprinklered  buildings,  the  distance 
shall  not  be  more  than  one  hundred  and  fifty 
(150)  feet. 

Rule  8.  Sounding  Devices 

8.1  Sounding  devices  shall  be  sufficient  in  number  to 
be  clearly  audible  to  all  the  occupants  of  the 
building. 

Rule  9.  Sub-divided  Buildings 

9.1  Where  a  building  is  sub-divided  by  fire  walls,  each 
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section  shall  be  deemed  a  separate  building  for 
the  purpose  of  fire  alarm  signal  system  installa¬ 
tions.  One  control  board  may  be  used,  if  so  ar¬ 
ranged,  as  to  operate  the  signaling  devices  in  each 
section  of  the  building  independently;  or  may  be 
operated  as  one  unit  when  deemed  necessary  by 
the  Commissioner. 

Rule  10.  Mixed  Occupancy 

10.1  In  buildings  requiring  fire  alarm  signal  systems, 
of  which  parts  are  occupied  by  other  than  factory 
tenants  and  in  which  the  conditions  of  construc¬ 
tion  and  occupancy  warrant  the  establishment  of 
a  local  fire  brigade,  the  Commissioner  may  accept 
dual  operation  systems. 

Rule  11.  Existing  Installations 

11.1  Fire  alarm  signal  systems  heretofore  installed  in 
buildings  in  the  City  of  New  York  and  installed 
in  accordance  with  the  rules  then  in  force,  shall 
be  accepted  as  long  as  they  are  maintained  in 
proper  working  order. 

f  Rule  12.  Sources  of  Electrical  Energy 

12.1  Sources  of  electrical  energy  used  in  operating  fire 
alarm  signal  systems  shall  be : 

1.  Generated  electric  power,  not  exceeding  a  po¬ 
tential  of  250  volts,  including: 

(a)  Central  Stations 

(b)  Isolated  Plants 

2.  Storage  battery  power 

12.1.1  Either  source  of  power  shall  be  used 
under  conditions  and  limitations  as 
set  forth  by  the  Commissioner. 

12.2  One  source  of  energy  shall  be  connected  to  the 
fire  alarm  system  at  all  times.  All  auxiliary 
sources  of  energy  when  required  shall  be  so  ar¬ 
ranged  and  controlled  by  an  automatic  switch  that 
when  the  primary  source  of  energv  fails,  the 
secondary  source  will  be  automatically  connected 
to  the  fire  alarm  signal  system.  Intermediate  de¬ 
vices  are  prohibited  between  the  fire  alarm  con¬ 
trol  board  and  the  source  of  current  supply,  ex¬ 
cept  where  specifically  approved  by  the  board  for 
the  purpose  intended. 

Central  Stations 

12.3  When  the  energy  for  a  fire  alarm  signal  system  is 
supplied  by  a  central  station  power  system  it  shall 
be  accepted  as  the  sole  source  of  supply;  connec¬ 
tions  shall  be  made  on  the  street  side  of  the  service 
switch  except  that  in  cases  where  the  master 
meter  is  within  thirty  (30)  feet  of  the  main  switch 
of  the  premises,  permission  may  be  given  by  the 
Commissioner  to  connect  to  the  house  side  of  the 
meter  when  a  certificate  of  recent  date  from  an 
authority  of  competent  jurisdiction  has  certified 
that  the  electrical  wiring  throughout  the  premises 
is  in  a  safe  condition.  When  a  house  side  con¬ 
nection  is  made,  the  fire  alarm  cutout  shall  be  the 
first  connection  and  as  near  as  possible  to  the 
meter.  Same  shall  be  enclosed  in  a  locked  or 
sealed  metal  cabinet,  painted  fire  department  red 
and  stenciled  “Interior  Fire  Alarm.’’  Fuses  shall 
be  of  the  enclosed  cartridge  type.  Screw  plug 
fuses  will  not  be  accepted.  The  cutout  shall  be  a 
three  pole  cartridge  fuse  cutout  with  neutral  fuse 
replaced  by  a  solid  copper  bar.  The  smallest  size 
fuse  used  on  a  fire  alarm  system  shall  be  fifteen 
(15)  amperes. 


Isolated  Plants 

12.4  Energy  from  isolated  electric  light  and  power 
plants  shall  be  used  for  fire  alarm  signal  systems 
only  when  there  is  a  more  than  one  generating 
unit  and  the  plant  is  always  in  operation  when  the 
building  is  occupied.  When  only  one  generator 
unit  is  employed,  the  source  of  energy  shall  be 
supplemented  by  storage  battery  or  other  auxiliary 
service.  The  fire  alarm  service  connection  shall 
be  taken  from  the  main  bus  of  the  house  switch¬ 
board  and  installed  in  accordance  with  the  service 
requirements  under  central  stations.  When  a  house 
side  connection  is  made,  the  fire  alarm  cutout 
shall  be  the  first  connection  and  as  near  as  possible 
to  the  meter.  Same  shall  be  enclosed  in  a  locked 
or  sealed  metal  cabinet,  painted  fire  department 
red  and  stenciled  “Interior  Fire  Alarm.’  Fuses 
shall  be  of  the  enclosed  cartridge  type.  Screw 
plug  fuses  will  not  be  accepted.  The  cutout  shall 
be  a  three  pole  cartridge  fuse  cutout  with  neutral 
fuse  replaced  by  a  solid  copper  bar.  The  sma.lest 
size  fuse  used  on  a  fire  alarm  system  shall  be 
fifteen  (15)  amperes. 

Storage  Battery 

12.5  When  a  storage  battery  equipment  is  used  as  the 
sole  source  of  current  for  a  fire  alarm  signal  sys- 
tern,  the  storage  battery  shall  be  provided  in 
duplicate ;  or  an  approved  type  trickle  charger 
may  be  substituted  for  the  duplicate  storage  bat¬ 
tery  located  in  a  room  sufficiently  ventilated.  Such 
installations  shall  be  equipped  with  a  switchboard 
or  panel  of  approved  material  on  which  are 
mounted  volt  meters,  ammeters,  circuit  breakers, 
fuses,  resistances,  switches,  starting  devices  for 
motors,  field  rheostats  for  generator  and  other 
apparatus  required  for  charging  and  operating  the 
battery. 

12.6  Storage  batteries  shall  be  so  located  and  ventilated 

as  to  avoid  danger  of  sparking  contacts  igniting 
flammable  gases  or  vapors.  . 

In  no  case  shall  a  storage  battery  be  located  in 
the  same  room  with  a  gas  meter. 

Rule  13.  Acceptance  Test 

13.1  Upon  completion  of  a  fire  alarm  signal  system  and 
as  a  condition  of  acceptance,  a  test  of  the  entire 
installation  shall  be  made  under  the  direction  of 
the  Commissioner. 

13.2  All  systems  shall  show  an  insulation  resistance  of 
not  less  than  ten  (10)  megohms  with  signaling 
apparatus  disconnected. 

13.3  The  owner  or  contractors  shall  furnish  all  the 
necessary  tools,  instruments  and  labor  to  conduct 
this  test  when  required  by  the  Commissioner.  The 
contractor  shall  notify  the  Department  having 
jurisdiction  in  writing  at  the  start  and  upon  com¬ 
pletion  of  the  installation. 

Rule  14.  Daily  and  Bi-monthly  Test 

14.1  Every  fire  alarm  system  shall  be  tested  each  morn¬ 
ing  immediately  after  the  hours  of  starting  work. 
No  such  system  shall  be  used  for  any  other  pur¬ 
pose,  except  that  the  daily  dismissal  signals  may 
be  given  if  authorized  by  the  Commissioner.  The 
use  of  the  system  for  fire  drill  purposes  may  be 
considered  a  test  of  those  parts  of  the  system  ac¬ 
tually  used. 

14.2  Each  sending  station  shall  be  tested  at  least  once 
every  two  (2)  months. 

14.3  All  apparatus  requiring  winding  shall  be  rewound 
after  each  operation  and  kept  in  normal  condition. 
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14.4  A  complete  record  of  bi-monthly  tests,  fire  drills 
and  other  operations  of  fire  alarm  systems  shall 
be  kept  subject  to  inspection  by  the  Commissioner. 

Rule  15.  Maintenance 

15.1  Interior  fire  alarm  systems  shall  be  maintained  in 
operating  condition  at  all  times,  unless  the  build¬ 
ings  are  vacated  for  a  period  longer  than  one 
week.  If  the  system  becomes  inoperative  at  any 
time,  it  shall  be  the  duty  of  the  owner  or  the  per¬ 
son  designated  by  him  to  be  in  charge  of  the 
system  to  notify  all  the  occupants  of  the  building 
and  to  take  immediate  steps  to  have  the  system 
restored  to  working  order.  He  shall  also  place 
cards  on  the  fire  alarm  boxes  indicating  that  the 
system  is  out  of  order. 

15.2  If.  for  any  reason,  it  becomes  necessary  to  discon¬ 
nect  the  source  of  current  of  any  system,  the  owner 
or  other  responsible  person  shall  notify  the  Com¬ 
missioner  in  advance  of  such  disconnection,  stating 
the  reason  therefor. 

15.3  In  systems  using  break  glass  type  stations,  at 
least  one  (1)  extra  glass  for  each  station  in  the 
system  shall  be  kept  on  the  premises. 

Rule  16.  Alarm  Boxes 

16.1  In  fire  alarm  signal  systems  the  metal  case  en¬ 
closing  exposed  or  surface  alarm  boxes  shall  be 
of  cast  iron  and  drilled  and  tapped  to  receive  the 
conduit.  When  exposed  to  moisture  the  box  shall 
be  enclosed  in  a  suitable  weather-proof  outer  shell. 

In  new  buildings,  approved  back  boxes  embedded 
in  the  wall  may  be  used  and  the  conduits  shall  be 
properly  secured  by  lock  nuts  and  bushings. 

16.2  All  current  carrying  parts  shall  be  insulated  from 
parts  of  opposite  polarity  with  approved  insulating 
material. 

16.3  All  coded  pull  lever  type  stations  shall  be  fitted 
with  a  door  to  protect  the  pull  lever  against  ac¬ 
cidental  injury.  Such  door  shall  have  a  handle 
rigidly  secured  thereon  and  be  so  constructed  as 
to  open  readily.  The  wording  “In  Case  of  Fire 
Open  Door  and  Pull  Down  Lever”  in  raised  let¬ 
ters  or  equivalent  instructions  shall  appear  on  the 
door. 

16.4  All  break-glass  type  fire  alarm  boxes  shall  be  pro¬ 
vided  with  suitable  hammers  on  chains  of  ap¬ 
proved  type  attached  to  or  near  the  boxes  with 
which  the  glass  can  readily  be  broken;  or  other 
methods  may  be  used  to  break  the  glass  when  ap¬ 
proved  by  the  Commissioner. 

16.5  All  break-glass  boxes  shall  have  in  raised  letters 
on  the  fronts,  the  words  “Fire  Alarm — In  Case  of 
Fire  Break  Glass,”  and  such  additional  instruc¬ 
tions  as  may  be  necessary  to  send  an  alarm. 

16.6  The  box  or  station  shall  be  so  designed  that  once 
started,  the  proper  transmission  of  a  complete  set 
of  signals  cannot  be  interfered  with  by  manipula¬ 
tion  of  its  starting  device. 

16.7  Each  closed  circuit  coded  box  or  station  shall  be 
arranged  to  send  a  definite  code  of  signals  to  in¬ 
dicate  the  floor  or  portion  of  same  on  which  it  is 
located. 

16.8  Not  less  than  three  (3)  or  more  than  twenty  (20) 
taps  or  blasts  shall  be  given  at  each  revolution 
of  the  code  wheel. 

16.9  The  code  wheel  shall  revolve  at  least  four  (4) 
times  for  each  operation  of  its  starting  device  and 
be  of  metal  properly  insulated  from  ground. 

16.10  Boxes  or  stations  used  in  systems  in  which 
whistles,  vibrating  bells  or  horns  are  employed 
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shall  be  so  timed  that  the  sounding  devices  will 
give  the  code  signal  clearly. 

16.11  Contact  points  shall  be  in  multiple. 

16.12  Contact  points  and  contacts  of  the  testing  devices 
shall  be  of  silver  or  other  approved  material  and 
be  of  the  scraping  type,  secured  in  a  substantial 
manner  to  phosphor  bronze  or  other  approved  ma¬ 
terial  springs,  and  be  so  designed  as  to  positively 
break  a  circuit  carrying  one-tenth  (1/10)  ampere 
at  two  hundred  and  fifty  (250)  volts  under  ac¬ 
tual  working  conditions. 

16.13  Lever  boxes  shall  be  so  designed  as  to  auto¬ 
matically  wind  when  the  lever  is  pulled  for  an 
alarm.  Boxes  requiring  glass  replacements  shall 
be  so  arranged  that  replacement  cannot  be  made 
without  resetting  mechanism  for  another  alarm. 

16.14  Where  it  becomes  necessary  to  install  more  than 
one  set  of  contacts  operating  from  code  wheel, 
permission  in  writing  in  advance  must  be  obtained 
from  the  Commissioner.  This  shall  not  include 
pre-signal  features. 

16.15  The  box  shall  have  plainly  marked  thereon  its 
code  signal  number. 

Rule  17.  Non-Coded  Boxes 

17.1  Non-coded  closed  circuit  fire  alarm  stations  may 
be  operated  by  a  break-glass  or  pull  lever  device  so 
arranged  that  the  alarm  cannot  be  interfered  with 
except  by  resetting  or  replacement  of  the  glass 
by  an  authorized  person. 

17.2  The  construction  and  materials  shall  be  equal  to 
that  of  the  standard  approved  type  coded  closed 
circuit  station  except  that  the  contacts  shall  be  of 
ample  capacity  to  safely  carry  the  entire  operating 
current  of  the  gong  circuit  without  excessive 
heating. 

Rule  18.  Station  Testing  Devices 

18.1  Each  fire  alarm  system  shall  be  provided  with  an 
auxiliary  device  to  test  the  signaling  devices,  lo¬ 
cated  in  one  of  the  alarm  boxes  or  mounted  on 
the  control  board  Such  testing  devices  shall  be 
arranged  to  make  the  test  without  operating  the 
break  wheel  of  the  box  or  interfering  with  the 
dual  operating  feature. 

18.2  Provision  shall  be  made  for  a  silent  test  of  coded 
alarm  box  mechanisms  without  operating  the  sig¬ 
naling  devices.  Such  device  shall  be  designed  to 
prevent  any  persons  except  those  in  authority 
from  operating  the  same  and  to  prevent  the  pos¬ 
sibility  of  the  box  being  left  inoperative  after  the 
test. 

Rule  19.  Supervising  Current 

19.1  A  small  current  flow  to  constantly  supervise  each 
circuit  shall  be  maintained.  A  milliammeter,  or 
other  approved  current  indicator  shall  be  provided 
and  so  connected  as  to  indicate  the  supervising 
current. 

19.2  The  supervising  circuit  shall  be  provided  with  a 
trouble  bell  operating  on  open  circuit  arranged  to 
ring  continuously  in  case  of  failure  of  the  system. 
The  trouble  bell  shall  be  so  located  that  it  will  be 
within  audible  range  of  some  responsible  person 
in  the  building  and  shall  be  connected  to  the  elec¬ 
tric  light  or  power  service  in  the  building.  Per¬ 
mission  may  be  granted  by  the  Commissioner  to 
connect  the  trouble  bell  to  a  battery  of  approved 
type. 

19.3  Trouble  bells  shall  not  be  fitted  with  silencing 
switches  except  in  such  a  manner  that  the  act  of 
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silencing  the  bell  by  the  operation  of  the  switch, 
automatically  and  positively  transfers  the  trouble 
signal  to  a  red  lamp  on  the  control  board  fed  by 
some  auxiliary  source  of  current  supply.  This 
auxiliary  source  of  current  shall  be  a  house  light¬ 
ing  circuit  or  any  other  approved  source. 

19.4  The  trouble  bell  shall  be  of  an  approved  design  of 
the  vibrating  type  and  give  a  distinctive  signal. 

Rule  20.  Protection  of  Sending  and  Sounding 
Devices 

20.1  In  fire  alarm  signal  systems,  all  moving  parts  of 
sending  stations  and  sounding  devices  shall  be 
enclosed  in  metal  casings,  made  dust-proof  and 
damp-proof  when  necessary,  and  clearly  marked 
with  instructions  for  use. 

20.2  Whenever  necessary,  hammer  rods  of  gongs,  shall 
be  suitably  protected  against  mechanical  injury 
or  derangement  by  the  use  of  a  guard  or  other 
suitable  means.  If  subject  to  mechanical  injury, 
the  entire  device  shall  also  be  enclosed  in  a  pro¬ 
tecting  case  made  of  approved  wire  netting  or 
perforated  metal.  All  casings  shall  be  insulated 
from  current  carrying  parts,  but  shall  be  grounded 
to  the  conduit. 

Rule  21.  Standards  of  Electric  Alarm  Apparatus 

21.1  All  electrically  actuated  apparatus  used  in  fire 
alarm  systems  shall  be  so  designed  and  constructed 
that  it  will  operate  satisfactorily  at  a  current  flow 
of  twenty-five  (25)  per  cent  above  or  below  the 
normal  operating  current. 

Insulation 

21.2  Insulating  materials  used  in  electric  fire  alarm 
signal  systems  shall  be  varnished  cambric,  bake- 
lite,  mica  or  other  approved  insulating  material. 

21.2.1  The  use  of  fibre  or  paper  as  an  insulating 

material  for  fire  alarm  signal  systems  shall 
not  be  permitted. 

21.3  The  insulating  material  used  on  electric  fire  alarm 
signal  systems  shall  be  capable  of  withstanding  an 
insulation  break-down  test  of  one  thousand  (1000) 
volts  A.  C.  plus  twice  operating  voltage  applied 
for  one  (1)  minute. 

Electro-Magnets 

21.4  Electro-magnet  windings  shall  be  impregnated 
with  an  insulating  moisture  repelling  compound 
or  shall  be  of  silk  enameled  wire. 

21.5  Electro-magnet  coils  to  be  used  on  alternating 
current  when  composed  of  enameled  wire  shall 
have  an  additional  approved  insulation  on  each 
wire.  The  coils  may  be  of  the  form  wound  type. 

21.6  A  protective  cover  to  prevent  mechanical  injury 
shall  be  provided  over  the  entire  coil. 

21.7  Electro-magnet  coils  shall  be  securely  fastened  to 
prevent  floating. 

21.8  Electro-magnet  cores  shall  be  of  the  best  grade 
of  ferrous  material  so  as  to  reduce  to  a  minimum 
the  possibility  of  failure  due  to  residual  mag¬ 
netism. 

21.9  Electro-magnet  cores  for  use  on  alternating  cur¬ 
rent  shall  be  of  laminated  construction  or  other 
approved  method  to  prevent  heating  and  promote 
efficiency. 

21.10  Electro-magnet  cores  of  relays  and  gongs  shall 
be  treated  to  prevent  corrosion. 

21.10.1  Paint  or  varnish  for  this  purpose  shall 
not  be  used. 


21.11  Non-magnetic  freeze  pins  shall  be  used  which  will 
prevent  two  magnet  surfaces  coming  in  actual 
contact. 

Gongs 

21.12  Gong  shells  shall  be  pinned  to  prevent  turning  and 
then  securely  fastened  to  its  support  by  a  machine 
cap  screw  at  least  three-eighths  04)  inch  in 
diameter. 

21.13  Gong  shells  shall  be  covered  with  an  approved 
rust  preventive. 

21.14  The  gong  shell  support  and  gong  frames  shall  be 
cast  in  one  piece. 

Wiring 

<ii.l5  All  connections  shall  be  properly  protected,  se¬ 
curely  made  and  where  subject  to  motion  shall  be 
of  approved  flexible  wire. 

21.16  All  wiring  of  control  board,  station  and  gong  cir¬ 
cuits  shall  be  at  least  No.  14  B.  &  S.  gauge. 

21.17  Binding  posts  shall  be  of  such  a  character  that 
the  wire  is  held  between  two  flat  surfaces. 

‘  21.18  Binding  posts  shall  be  mounted  on  an  approved 
terminal  block  or  insulating  strip  spaced  not  nearer 
than  one-half  (}4)  inch  to  each  other,  unless  sepa¬ 
rated  by  approved  barriers. 

Relays 

21.19  The  armatures  of  all  relays  shall  depend  on  grav¬ 
ity  or  magnetic  attraction  for  their  operation. 

21.19.1  This  action  may  be  assisted  by  flat  type 
springs  when  approved  by  the  Commis¬ 
sioner. 

21.19.2  The  use  of  spiral  springs  is  prohibited. 

21.20  Adjustments  shall  be  of  such  a  character  that 
they  can  be  securely  locked. 

21.21  Contact  points  shall  be  ample  in  area  not  only  to 
take  care  of  current  used  in  operation  but  to 
insure  long  life  and  shall  be  of  pure  silver,  or 
other  approved  material,  properly  riveted  to  their 
support. 

21.22  Contact  arms  shall  be  of  phosphor  bronze  and  be 
of  the  dead  beat  type. 

21.23  Contact  assemblies  shall  be  of  such  a  character 
that  their  operation  will  be  of  a  scraping  self¬ 
cleansing  nature. 

21.24  The  use  of  condensers  across  contacts  to  absorb 
the  arc  or  in  any  part  of  a  fire  alarm  circuit  is 
prohibited. 

21.25  Relays  shall  be  free  from  objectionable  hum  when 
used  on  alternating  current. 

Rule  22.  Time  Limit  Delay  Device 

22.1  All  gong  circuits  shall  and  special  signal  apparatus 
may  when  required  by  the  Commissioner,  be  pro¬ 
tected  by  a  Time  Limit  Delay  Device. 

Note:  This  time  limit  delay  device  shall  consist 
of  a  heating  coil  so  designed  that  the  nor¬ 
mal  operating  current  will  have  little  or 
no  effect  upon  a  thermostatic  bi-metal  bar 
or  strip  contained  therein.  Any  abnormal 
increase  over  operating  current  or  the  con¬ 
tinued  accumulative  heating  effect  thereof 
after  a  period  of  not  less  than  three  (.3) 
minutes  nor  more  than  twenty  (20)  min¬ 
utes  shall  cause  the  thermostatic  element 
to  expand.  The  expansion  of  this  element 
shall  automatically  open  the  source  of  cur¬ 
rent  supply  to  the  gongs  or  devices  pro¬ 
tected. 
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22.2  The  operation  of  the  time  limit  delay  device  shall 
cause  the  trouble  bell  to  ring. 

22.3  Time  limit  delay  devices  shall  be  so  connected 
in  the  fire  alarm  circuit  that  their  operation  will 
not  open  the  fire  alarm  box  circuits. 

22.4  Where  due  to  the  extent  of  the  installation,  it  be¬ 
comes  necessary  to  install  a  number  of  time  limit 
delay  devices,  the  operation  of  a  single  time  limit 
delay  device  shall  not  affect  other  sounding  devices 
similarly  protected. 

22.5  A  contactor  relay  to  operate  the  sounding  devices 
shall  be  provided  on  all  direct  current  gong  cir¬ 
cuits  exceeding  three  (3)  and  all  alternating  cur¬ 
rent  gong  circuits  exceeding  two  (2)  in  number. 

22.6  Gong  circuits  not  requiring  contactor  relays  shall 
be  operated  by  contacts  properly  placed  on  the 
armature  of  the  box  circuit  relay. 

22.7  A  separate  time  limit  delay  device,  contactor 
relay,  contactor  supervisory  relay  and  gong  super¬ 
visory  relay  shall  be  provided  for  each  four  (4) 
gong  circuit  or  fraction  thereof. 

Switches 

22.8  Triple  pole,  double  throw,  broken  back  knife 
switches  properly  supervised  and  connected  to 
emergency  resistors  shall  be  provided  on  all  box 
and  gong  circuits  when  they  exceed  three  (3)  in 
number. 

Instruments 

22.9  A  separate  approved  milliammeter  or  other  ap¬ 
proved  current  indicating  device  shall  be  provided 
for  the  box  circuit  and  each  four  (4)  gong  circuit 
on  the  control  board  when  the  gong  circuits  exceed 
three  (3)  in  number.  A  separate  milliammeter 
shall  be  provided  to  indicate  the  supervisory  cur¬ 
rent  of  contactor  relays  and  emergency  switch 
circuits.  This  meter  shall  be  known  as  the  Board 
Meter. 

Resistors 

22.10  Resistors  shall  be  mounted  on  the  front  or  face 
of  control  panels  and  shall  be  of  vitreous  enam¬ 
eled  type. 

Note:  Wire  wound  resistors  when  protected  by 
a  suitable  metal  guard  may  be  used  in  spe¬ 
cial  cases  when  approved  by  the  Commis¬ 
sioner. 

22.11  Ferrule  or  knife  contact  type  resistors  shall  not 
be  used. 

22.12  A  protective  resistor  shall  be  placed  in  the  nega¬ 
tive  or  live  lead  of  all  box  circuits  to  protect  the 
contacts  of  the  boxes  in  the  event  of  a  ground. 

22.12.1  This  resistor  shall  be  not  less  than  three- 

hundred  (300)  nor  more  than  seven  hun¬ 
dred  and  fifty  (750)  ohms  resistance. 

Rule  23.  Control  Boards 

23.1  All  relays,  current  indicators,  resistances,  time 
limit  delay  devices  and  other  apparatus  used  in 
connection  with  the  operation  and  supervision  of 
closed  circuit  fire  alarm  signal  systems  shall  be 
properly  mounted  on  a  panel  of  approved  material, 
in  a  metal  cabinet  provided  with  lock  and  key. 
The  control  board  shall  be  located  in  a  place  sub¬ 
let  to  the  least  vibration,  free  from  moisture, 
inflammable  gases,  dust  and  mechanical  injury  and 
under  frequent  view  of  a  responsible  occupant  of 
the  building  delegated  by  the  owner  to  be  in 
charge. 

23.2  Control  board  panels  shall  be  of  insulating  mate¬ 


rial  such  as  ebony  asbestos,  bakelite  or  other  ap¬ 
proved  materials  at  least  one-half  (y2)  inch  in 
thickness. 

23.3  Control  boards  mounted  in  each  cabinet  shall  be 
securely  fastened  in  each  corner. 

23.4  Provision  shall  be  made  for  ample  wire  gutter 
space  around  the  panel. 

23.5  Conduit  knockouts  shall  not  be  provided  in  top 
of  control  board  cabinet. 

23.6  An  approved  wiring  diagram  of  the  alarm  system 
and  card  of  instruction  properly  marked  and  se¬ 
curely  fastened  shall  be  provided  within  the  con¬ 
trol  board  cabinet.  When  it  becomes  necessary 
to  mount  the  diagram  outside  of  the  cabinet,  the 
diagram  shall  be  properly  framed  under  glass. 

23.7  All  control  board  cabinets  shall  be  provided  with 
sight  hole  and  glass  panel  to  make  meters  on 
the  inside  of  the  cabinets  visible  from  the  outside. 

23.8  Wires  in  gutter  spaces  shall  be  properly  laced  in 
a  neat  and  workmanlike  manner  on  all  control 
boards  having  a  capacity  for  more  than  three  (3) 
gong  circuits. 

Rule  24.  Battery  Cabinets 

24.1  All  electric  batteries  for  fire  alarm  signal  systems 
shall  be  placed  in  substantial  protecting  cabinets 
thoroughly  ventilated,  elevated  not  less  than  one 
(1)  nor  more  than  five  (5)  feet  above  the  floor 
and  located  in  clean,  dry  and  cool  places  where 
the  temperature  will  not  be  less  than  forty  (40) 
nor  more  than  one  hundred  and  ten  (110)  degrees 
Fahrenheit.  Main  battery  cabinets  shall  be  so 
constructed  that  the  condition  of  the  elements  may 
be  observed  without  disturbing  the  cells. 

24.2  Metal  battery  cabinets  shall  be  constructed  of  sheet 
iron  or  steel,  not  less  than  No.  14  U.  S.  gauge  in 
thickness,  properly  reinforced  by  angle  irons,  with 
self-closing  doors  provided  with  lock  and  key  and 
wood  shelves  not  less  than  seven-eighths  (J4)  of 
an  inch  thick,  unless  the  battery  is  of  the  spray- 
proof  type,  properly  fastened  and  secured  to  pre¬ 
vent  sagging.  The  interior  and  the  exterior  of 
the  cabinet  shall  be  protected  with  three  (3)  coats 
of  asphaltum  compound,  each  coat  to  be  thor¬ 
oughly  dry  before  the  next  is  applied,  or  with 
baked  enamel. 

24.3  Wood  battery  cabinets  shall  be  constructed  of 
the  first  grade  of  kiln  dried  wood  not  less  than 
seven-eighths  (7/8)  of  an  inch  thick  and  shall  be 
provided  with  self-closing  door  and  approved  lock. 
The  shelves  shall  be  not  less  than  seven-eighths 
(V%)  of  an  inch  thick  properly  fastened  and  se¬ 
cured  to  prevent  sagging.  The  cabinet  shall  be 
of  substantial  construction  painted  on  the  interior 
with  three  (3)  coats  of  asphaltum  compound  and 
on  the  exterior  with  three  (3)  coats  of  lead  paint 
or  two  (2)  coats  of  varnish. 

24.4  Storage  batteries  may  be  placed  on  enamaled  metal 
battery  racks,  provided  the  batteries  are  installed 
in  a  place  where  they  will  not  be  subject  to  me¬ 
chanical  injury,  and  will  be  ventilated  as  required 
in  Rule  12.6. 

Rule  25.  Painting  of  Equipment 

25.1  All  enclosing  cases  for  fire  alarm  apparatus  shall 
be  finished  in  fire  department  red,  except  where 
special  permission  is  given  by  the  Commissioner 
to  deviate  from  this  requirement. 

Rule  26.  Closed  Circuit  Annunciators 

26.1  Annunciators  used  in  connection  with  Class  3  fire 
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alarm  systems  shall  be  of  an  approved  closed  cir¬ 
cuit  type. 

26.2  The  annunciator  shall  have  approved  type  of  re¬ 
lays  equipped  with  a  suitable  target,  shutter  or 
other  indicating  device. 

26.2.1  The  indicating  device  shall  have  marked 
thereon  a  suitable  description  of  the  pur¬ 
pose  it  serves. 

26.3  The  printed  designation  on  unit  or  building  annun¬ 
ciator’s  indicators  shall  be  legible.  The  mecha¬ 
nism  shall  be  so  arranged  that  once  operated  the 
indicating  device  shall  be  reset  manually. 

26.4  A  unit  annunciator  shall  be  so  designed  that  the 
operation  of  any  station  in  the  unit  shall  cause  a 
visible  and  audible  signal. 

26.5  The  unit  annunciator  shall  be  actuated  by  contact 
on  code  wheel  of  the  fire  alarm  station  or  by  con¬ 
tact  on  a  relay  connected  to  the  fire  alarm  box 
circuit.  In  no  case  shall  the  station  fire  alarm 
circuit  be  used  for  this  purpose. 

26.6  Trouble  annunciators  shall  be  so  arranged  that 
the  indicating  device  will  reset  automatically  when 
cause  of  trouble  has  been  removed. 

26.7  The  trouble  annunciator  shall  be  so  designed  that 
it  will  indicate  visible  and  audible  trouble  signals 
in  the  event  of  trouble  occurring  on  any  circuit, 
control  board  or  unit  annunciators. 


26.8  The  trouble  annunciator  shall  be  actuated  by  the 
operation  of  contacts  on  all  supervisory  relays. 
26.8.1  Each  relay  of  this  annunciator  shall  be 

provided  with  two  (2)  sets  of  contacts  so 
arranged  that  one  will  operate  the  one 
hundred  and  ten  (110)  volt  trouble  signal, 
the  other  set  to  actuate  the  register  if  a 
register  is  used. 

26.9  A  trouble  buzzer  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  unit  annunciator  cabinet  on 
the  panel. 

26.10  A  trouble  bell,  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  trouble  annunciator  cabinet 
on  the  panel.  Trouble  bell  may  be  placed  at  a 
distance  from  the  annunciator  by  special  permis¬ 
sion  of  the  Commissioner. 

26.11  Relay  drops  of  annunciator  shall  be  so  designed 
that  vibration  from  without  or  that  caused  by  the 
trouble  signal  within  will  not  operate  the  indicat¬ 
ing  devices. 

26.12  All  annunciators  shall  be  installed  in  a  separate 
red  enameled  steel  cabinet  provided  with  an  ap¬ 
proved  lock  and  key. 

26.13  Annunciators  shall  be  properly  marked  in  white 
letters  at  least  one  (1)  inch  high  with  the  words: 
“Fire  Alarm  Annunciator”  Zone  —  or  “Fire  Alarm 
Trouble  Annunciator,”  whichever  the  case  may  be. 


SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,.  and.  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,,  and  also  in  such 
other  language  or  languages  as  the  administrative  officia 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 


(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 


(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 


(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place :  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit,  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 


(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen- 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting; 

Stone  or  monumental  works; 

provided  that  in  any  case: 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 
April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

no^ces  must  be  given  to  the  Commissioner 
ot  buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 


Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
hues  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate-  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola- 
don-  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803 
Laws  of  1896.  "  T. 

10.  One  set  of  specifications  will  be  received  for  not 


12.  The  term  ‘  private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

,  13-  ?he,  term  ,<house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 

cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
ot  pipe  naving  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

i7  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 


Materials  and  Workmanship. 


18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough 
workmanlike  manner. 


19  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Diameters 

Weights  per  Linear  Foot 
Standard  Extra  Heavy 

2  inches . 

3  inches . 

0/2  pounas 

4  inches . 

y /2  pounas 
13  pounds 
17  pounds 
20  pounds 
27  pounds 

5  inches . 

6  inches . 

7  inches . 

8  inches . 

10  inches . 

00/2  pounas 
45  pounds 
54  pounds 

12  inches . 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

2P  The  size,  we  ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23;  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  standard”  and  must  be  properly  tested  by  the 
manufacturer..  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re- 
uired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
ipes  must  be  cast-iron  recessed  and  threaded  drainage  fit- 
ings,  with  smooth  interior  waterway,  and  threads  tapped, 
o  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
me-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
he  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
iJf  inches  long,  must  be  of  the  thickness  and  weight  to 
:orrespond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
niCKness  and  weight  per  linear  foot : 


Weights  per 

diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2 y2  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

V/2  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

414  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2^4  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3^4  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4j/2  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters  Weights 


2  inches . . .  1  pound  0  ounces 

3  inches . .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters 


Weights 


\l/2  inches 

2  inches 
2^4  inches 

3  inches 

4  inches 


0  pound 
0  pound 

1  pound 

2  pounds 

3  pounds 


8  ounces 
14  ounces 
6  ounces 
0  ounces 
8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of .  154  inch  pipe 

5  feet  of .  2  inch  pipe 

2  feet  of .  3  inch  pipe 

2  feet  of .  4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Diameters 


Weights  per 
Linear  Foot 


134  inch  (for  flush  pipes  only) .  2* *4  pounds 

1^4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4J4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

•  V  '  *  '  "  '  s;  4  •  ' .  ‘ 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when' its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  .the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
alter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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1st  iron  or  galvanized  wrought  iron  or  steel  when  above 
round,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
ouse  sewer  at  a  point  two  feet  outside  of  the  outer  front 
ault  or  area  wall  of  the  building.  An  arched  or  other 
roper  opening  must  be  provided  for  the  drain  in  the  wall 
d  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
upported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
t  suspended  from  the  floor  beams,  or  be  otherwise  prop- 
rly  supported  by  proper  hangers  placed  not  more  than  10 
eet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
ie  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
iroper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con- 
iensing  tank  may  be  omitted,  but  the  waste  connections 
nust  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi- 
rmum  area  allowed  to  drain  into  pipes  of  given  diameter. 


Diameter 

of  Fall 

Pipe  Va  Inch  per  Foot 


Fall 

Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 

i  and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table: 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories . 

Main  soil  stacks  in  all  other  cases . 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  . 

Branch  soil  pipes  for  more  than  four  water- 

closets  . 

Main  waste  stacks . . 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  . : . 

Branch  waste  pipes  for  slop  sinks . 

Branch  waste  pipes  for  laundry  tubs . 

When  set  in  ranges  of  three . 

Branch  waste  for  kitchen  sinks . 

Branch  waste  for  urinals . 

Branch  waste  for  other  fixtures . 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipe#. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  dram 


4 

inches 

4 

inches 

5 

inches 

3 

inches 

4 

inches 

2 

inches 

3 

inches 

3 

inches 

154 

inches 

2 

inches 

2 

inches 

2 

inches 

154 

inches 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  tall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-seal 
siphon- jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
m  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
ot  non  steel  or  brass.  They  must  be  increased  in  diam- 
etei  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
ne  permitted  when  there  are  fixtures  on  more  than  six 
floors. 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi- 
naty  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1 J/2  inch  branches  on  a  154  inch  main  branch. 

1  ,  ,  f110*1  branches  on  a  2  inch  main  branch. 

2  2  2  \nC^  ^rancbes  on  a  2  inch  main  branch. 

4- 154  I  *nch  branches  on  a  2  inch  main  branch 

5- 154  |  inch  branches  on  a  2  inch  main  branch 


93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
dram  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 


94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 


Yoke  type  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
1  r  r-vei1^  bne  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 


97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
tour  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated 


For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
ength,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 


98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa- 


Traps. 

■  ?o  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

10(1  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  ti  ap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103  The  discharge  from  any  fixture  must  not  pas* 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

10a.  All  fixtures,  other  than  water-closets  and  urinals 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets .  4 

Traps  for  slop  sinks .  3 

Traps  for  kitchen  sinks .  2 

Traps  for  wash  trays .  2 

Traps  for  urinals .  2 

Traps  for  shower-baths .  2 

Traps  for  other  fixtures .  V/i 


inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1J4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 

of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (V/2)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  V/x  inches  in  diameter 
nor  larger  than  1J4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa- 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  _  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (^)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cock* 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections’  or  may  be  con¬ 
nected  to  house  drain  on  the  sewrer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  \l/2  inches. in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Diameters 


Weights  per 
Linear  Foot 


inch .  0.56 

y2  inch .  0.85 

y  inch .  1.12 

1  inch .  1.67 

ly  inch .  2.24 

1J4  inch .  2.68 

^  inch .  3.61 

2 l/z  inch .  5.75 

3  inch .  7.54 

3}4  inch .  9.00 

4  inch .  10.66 


pound 

pound 

pound 

pound 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


No  pipe  allowed  of  less  than  $4  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  A  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
?.ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

inch . 

.  26 

feet 

3 

/ 

inch . 

.  36 

feet 

6 

V4 

inch . 

.  60 

feet 

20 

1 

inch . 

.  80 

feet 

35 

1/ 

inch . 

.  110 

feet 

60 

1/ 

inch . 

.  150 

feet 

100 

2 

inch . 

.  200 

feet 

200 

2/2 

inch . 

.  300 

feet 

300 

3 

inch . 

.  450 

feet 

450 

3/2 

inch . 

.  500 

feet 

600 

4 

inch . 

.  600 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  44  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed,  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  ‘of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:.  Applicants  for  approval  of  deep  seal 
siphon- jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

.  Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  wffh  the  following  table, _  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1 1/2-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1203-22-SA — Simplex  Turbine  Fuel  Oil  Burner,  Models 
C.O.G.  and  M.O.G. 

1279-25-SA — Teesdle,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2}4-inch  Hose  Outlet  Valve,  Type 
"A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

109-31-SA— Gilbarco  Oil  Burner,  Models  GB  3,  4  and  5 
and  Esso  Oil  Burner,  Models  EB  3,  4 
and  5. 

520-31-SA — Gilbarco  Oil  Burner,  Models  GB  1  and  2  and 
Esso  Oil  Burner,  Models  EB  1  and  2. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA — Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

282-33-SA — Gilbarco  Oil  Burner,  Model  GB-0  and 
Sachem  Oil  Burner,  Model  GB-0. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 


216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA— Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

237-36-SA — Heat-Pak  Oil  Burner,  Models  35  and  Com¬ 
pact. 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 
254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  1)4  in.  New 
York  Regulation  Lavatory  Trap. 
264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

305-36-SM — Revere  Copper  Oil  Burner  Tubing. 

308-36-SA — Coleman  Oil  Burning  Circulating  and  Space 
Heater,  Models  821A,  822,  824,  825,  826  and 
827. 

317-36-SA — Dempsey  Industrial  Oil  Burner. 


51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CT-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 


320-36-SA — Preferred  Syphon  Breaker,  Type  T. 

324-36-SA — Thermoil  Oil  Burner. 

331-36-SA — U.  &  S.  Oil  Burner  for  Pressing  Machine, 
Models  A,  B  and  C. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 

which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 
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Telephone — WOrth  2-0184. 

Office  Hours  for  Public — 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  he  addressed  to  the  chairman  of 

the  board 
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Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 
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CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday  December  7, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  December  14,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  December  2,  1936 
Cal.  No.  Department  Premises  Affected 

359-36-S . D.B.M . 6-8  East  39th  street,  south  side, 

ISO  ft.  east  of  5th  avenue 
and  5  East  38th  street 
(Block  868,  Lot  8),  Bor¬ 
ough  of  Manhattan, 

29694-L.D. 


360-36-S . 


361 -36- A. 


.D.B.B.. 


362-36-S . 


.D.B.B.. . 


363-36- A . 


364-36-BZ. . .  .D.B.Q.. 


86-29-BZ. 


•D.B.B . 366-376  Frost  street,  south  side, 

100  ft.  east  of  Morgan  ave¬ 
nue  (Block  2869,  L6ts  11- 
13),  Borough  of  Brooklyn, 
9641-L.F.  &  Decision. 

...5302-5324  2nd  avenue,  north  side, 
from  53rd  street  to  54th 
street  (Block  812,  Lot  1), 
Borough  of  Brooklyn, 

12545-L.C. 

...5302-5324  2nd  avenue,  north  side, 
from  53rd  street  to  54th 
street  (Block  812,  Lot  1), 
Borough  of  Brooklyn, 

12543-L.D. 

...892  East  Tremont  avenue,  south 
side,  126.93  ft.  East  of  Cro- 
tona  parkway  (Block  2985, 
Lot  45),  Borough  of  The 
Bronx,  Decision. 

...3166  31st  street,  west  side,  100 
ft.  north  of  Broadway  and 
3179  30th  street  (Block  589, 
Lots  9  and  75^) ,  Astoria, 
Borough  of  Queens, 

Decision. 

Restored  to  Calendar 

.D.B.B . 241-247  Underhill  avenue  and  268 

Lincoln  place,  southeast  cor¬ 
ner  (Block  1179,  Lot  1), 
Borough  of  Brooklyn, 

Applic.  11343-36. 


.  F.D.. . 


181-36-BZ....  D.B.B... 


.  1490-1498  Linden  boulevard, 
south  side,  478  ft.  4 H  in. 
east  of  Rockaway  avenue 
(Block  3644,  Lot  85),  Bor¬ 
ough  of  Brooklyn, 

Applic.  4603-36. 


CODE 

^'B . Department  of  Buildings 

HD 

. Health  Department 

DBB . Department  of  Buildings,  Brooklyn 

D-B'M . Department  of  Buildings,  Manhattan 

D’B'Q . Department  of  Buildings,  Queens 

!^'B  B . Department  of  Buildings,  Richmond 

J  B  Bx . Department  of  Buildings,  Bronx 

1H  D . Tenement  House  Department 

B  B . Board  of  Buildings 


COURT  DECISIONS 

Rosenbush  v.  Murdock— July  7,  1936,  board  denied  appeal  from 
revocation  of  permit  by  commissioner  of  buildings,  after 
work  started,  on  discovery  that  permit  had  been  erro¬ 
neously  issued  after  zone  had  been  changed  from  un¬ 
restricted  to  business  use,  Cal.  No.  204-36-A,  premises 
southeast  corner  Astoria  boulevard  and  110th  street, 
Corona,  Borough  of  Queens.  Denial  of  mandamus 
order  to  compel  reissuance  of  permit  sustained  by 
Court  of  Appeals.  Mr.  Justice  Faber  sustained  board 
(N.Y.L.J.  Nov.  27,  1936). 

*  *  * 

In  re  Falcone  (Murdock;  Licato)— On  May  19,  1936,  board  re¬ 
versed  decision  of  commissioner  of  buildings  based  on 
action  of  board  of  buildings  in  varying  provisions  of 
multiple  dwelling  law,  Cal.  No.  6S-36-A,  premises  305- 
352  Hurd  avenue,  Borough  of  Manhattan.  Mr.  Justice 
McLaughlin  sustained  board  (N.Y.L.J.  Nov.  27,  1936) 
His  decision  follows: 

New  York  Law  Journal,  November  27,  1936. 

(Page  1878) 

Spec.  Term  3.  N.  Y.  County 
By  Mr.  Justice  McLaughlin. 

In  re  Falcone  (Murdock;  Licato) 
Defendants  move  to  dismiss  the  order  of  certio¬ 
rari  and  affirm  the  determination  of  the  Board  of 
Standards  and  Appeals. 

The  significant  facts  are  that  the  petitioner  seeks 
to  alter  certain  premises  in  the  Borough  of  Man¬ 
hattan,  consisting  of  two  existing  old-law  tenements 
approximately  62  ft.  in  height,  five  stories  high,  and 
made  of  ordinary  brick  construction,  to  a  Class  B 
multiple  dwelling,  namely  a  lodging  house.  This 
altered  building  will  be  52  ft.  in  height,  by  remov- 
mg  the  fifth  story  of  the  northerly  building  and 
making  certain  interior  structural  alterations,  so 
that  the  building,  as  altered,  would  be  arranged  so 
that  the  area  on  each  floor  of  approximately  2,900 
sq.  ft.,  with  one  interior  closed  stairway  leading  to 
the  street  and  an  exterior  fire  escape  located  in 
the  rear  court. 

.  An  alteration  application  was  filed  by  the  peti¬ 
tioner  for  this  alteration  with  the  department  of 
buildings,  Borough  of  Manhattan.  The  commis¬ 
sioner  of  buildings  disapproved  of  the  proposed  con¬ 
version.  Subsequently  the  petitioner  appealed  to 
the  board  of  buildings  from  the  decision  of  the 
commissioner  of  buildings,  and  that  board  granted 
the  appeal  and  reversed  the  action  of  the  commis¬ 
sioner  of  buildings  on  certain  conditions. 

The  resolution  embodying  the  decision  of  the  board 
of  buildings  held,  in  effect,  that  section  8,  subdivision 
2,  instead  of  section  8,  subdivision  1,  or  the  multi¬ 
ple  dwelling  law,  as  decided  by  the  commissioner  of 
buildings,  was  applicable  and  that  the  proposed  con¬ 
version  presents  ‘‘practical  difficulties  in  the  way  of 
carrying  out  the  strict  letter  of  the  law  and  an 
equally  good  and  more  desirable  form  of  construc¬ 
tion  is  used,  the  spirit  of  the  law  is  observed,  public 
safety  secured  and  substantial  justice  done  in  the 
relation  to  interpretation  and  application  of  the  pro¬ 
visions  of  both  the  building  code  and  the  multiple 
dwelling  law.” 

The  decision  of  the  board  of  buildings  was  ren¬ 
dered  by  an  affirmative  vote  of  three  commissioners, 
the  two  other  commissioners  not  voting. 

Thereafter,  the  Lodging  House  Keepers  Associa¬ 
tion  of  New  York,  Inc.,  as  the  authorized  agent  of 
a  nearby  owner  of  a  building  and  the  owners  of 
other  buildings  located  in  the  City  of  New  York, 
together  with  Frank  Licato,  owner  of  nearby  prem¬ 
ises,  appealed  to  the  Board  of  Standards  and  Ap¬ 
peals  from  the  aforementioned  decision  of  the  board 
of  buildings,  which  appeal  was  later  amended  to  in- 
,  elude  an  appeal  from  the  action  of  the  commissioner 
of  buildings,  approving  certain  amendments  to  the 
alteration  application. 

After  a  hearing  was  held  by  the  Board  of  Stand¬ 
ards  and  Appeals  and  an  inspection  made  by  a  com¬ 
mittee  of  said  body,  the  Board  of  Standards  and 
Appeals  granted  the  appeal  and  reversed  the  decision 
of  the  board  of  buildings. 

The  chief  question  involved  is  as  to  the  power 
of  the  board  of  buildings  to  entertain  an  appeal  from 
the  decision  of  the  commissioner  of  buildings. 

After  a  careful  examination  of  the  various  provi¬ 
sions  of  law  involved  and  particularly  chapter  764 
of  the  Laws  of  1933  creating  the  board  of  buildings, 
the  court  is  convinced  that  no  appellate  power,  of 
the  character  sought  to  be  exercised  by  the  board  of 
buildings,  existed  to  render  the  determination  that  it 
did.  The  right  to  appeal  from  the  ruling  of  the 
commissioner  of  buildings  in  a  matter  of  the  kind 
involved  here,  was  to  the  Board  of  Standards  and 
Appeals  exclusively  pursuant  to  section  719  (Matter 
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of  Towers  Man.  Corp’n  v.  Thatcher,  271  N.Y.  94; 
Powell  Garage  Co.,  Inc.  v.  Murdock,  N.Y.L.J.,  Oct. 
20,  1936).  The  court  finds  that  the  Legislature 
never  intended  by  the  enactment  of  chapter  764  of 
the  Laws  of  1933  to  create  another  appellate  body 
in  the  nature  of  the  board  of  buildings  to  have 
powers  already  residing  in  the  Board  of  Standards 

and  Appeals.  .  , 

The  power  given  to  the  bosrd.  of  buildings  under 
section  411  of  the  Greater  New  York  Charter  (chap¬ 
ter  764  of  the  Laws  of  1933)  must  be  deemed  lim- 
ited  to  the  variance  of  “the  mode,  manner  of  con- 
struction  or  materials  to  be  used.” 

In  the  instant  proceeding  the  board  of  buildings 
made  variations  of  greater  import,  namely,  it  varied 
the  minimum  requirements  of  the  law  governing  the 
light,  ventilation  and  fire  protection  of  the  proposed 
building.  These  go  to  the  essence  of  the  provisions 
of  the  multiple  dwelling  law  and  of  the  building  code. 
This  could  not  legally  be  done  (Adler  v.  Deegan, 

251  N.Y.  467).  .  ,  . 

We  next  come  to  the  question  as  to  whether  the 
action  of  the  Board  of  Standards  and  Appeals  was 
unjust,  invalid  and  illegal.  To  this  question  the  an¬ 
swer  must  he  in  the  negative.  The  Board  of  Stand¬ 
ards  and  Appeals  was  justified  in  ruling  that  section 
8,  subdivision  1  of  the  multiple  dwelling  law  was 
applicable  rather  than  section  8,  subdivision  2.  This 
result  follows  since  the  proposed  conversion  will 
leave  the  building  considerably  over  40  ft.  in  height. 
It  does  not  meet  the  legal  requirements  for  a  legal 
rear  yard,  as  provided  for  by  article  2,  section.  26, 
subdivision  3,  of  the  multiple  dwelling  law;  it  fails 
again  because  the  first  tier  of  beams  shall  be  en¬ 
tirely  fireproof  as  provided  for  by  article  5,  section 
143,  of  the  multiple  dwelling  law,  and  further,  that 
it  does  not  comply  with  article  8,  section  132,  sub¬ 
division  3-c,  of  the  building  code  dealing  with  exits. 
The  court  may  not  interfere  with  a  determination 
which  it  finds  to  be  a  proper  one. 

As  to  the  rights  of  the  owner  of  the  property 
and  the  authorized  agent  of  the  owner  of  property 
to  appeal  from  a  decision  of  the  commissioners  of 
buildings  there  can  be  little  question.  Under  section 
719  of  the  Charter,  section  2,  an  “appeal  may  be 
taken  by  any  person  aggrieved  or  by  any  officer,  de¬ 
partment,  board  or  bureau  of  the  city,  *  *  The 
owners  of  nearby  buildings  are  within  this  class 
(People  ex  rel.  Broadway  &  96th  St.  Realty  Co.  v. 
Walsh,  203  App.  Div.  468). 

Section  411  of  the  Greater  New  York  Charter 
provides:  “An  appeal  from  the  decision  _  of  the 
board  may  be  made  by  the  owner  of  any  building  or 
structure  or  his  duly  authorized  agent  to  the  Board 
of  Standards  and  Appeals.”  (Italics  mine). 

Thereafter  it  is  apparent  that  the  owner  Frank 
Licato  may  appeal  by  virtue  of  sections  719  and  411 
(supra),  and  the  Lodging  House  Keepers’  Associa¬ 
tion  of  New  York,  Inc.,  has  its  status  legally  fixed 
allowing  it  to  appeal  by  virtue  of  section  411. 

Petitioner’s  contention  of  vested  rights  is  not  ten¬ 
able.  No  such  vested  rights  can  be  acquired  under 
an  unlawful  permit  (Altschul  v.  Ludwig,  216  N.Y. 
465,  470;  Southern  Leasing  Co.  v.  Ludwig,  168  App. 
Div.  233). 

Motion  to  dismiss  the  order  of  certiorari  and 
to  affirm  the  determination  of  the  Board  of  Stand¬ 
ards  and  Appeals  is  granted.  Settle  order. 
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LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves . Mar.  5,  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . Sept.  29,  1936 — Vol.  21,  No.  39 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Nov.  17,  1936 — Vol.  21,  No.  46 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  1936 — Vol.  21,  No.  21 

Fuel  Oil  Burners  for  Industrial  Use.Nov.  17,  1936 — Vol.  21,  No.  46 

Fuel  Oil  Pumps . Dec.  1,  1936— Vol.  21,  No.  48 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . Nov.  17,  1936 — Vol.  21,  No.  46 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  7,  1936,  AT  2  P.  M. 

Building  Zone  Cases 


246-36-BZ. 

APPLICANT — Frank  J.  Fennimore,  for  Maria  Notar- 
francesco,  owner. 

PREMISES — 550-560  New  York  avenue,  northwest  corner 
of  Ma.ple  street  (Block  No.  4791,  part  of  Lot  Nos. 
44  and  46),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  use  of  a  vacant 
plot  of  ground  for  the  parking  of  more  than  five 
(5)  motor  vehicles  for  a  period  of  not  more  than 
two  (2)  years. 


289-36-BZ. 

APPLICANT — Anna  Kelly,  owner. 

PREMISES — 7  Androvette  street,  northwest  corner  of  Ar¬ 
thur  Kill  road  (Block  No.  7406,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  garage  for  five  (5)  motor 
vehicles  to  a  garage  for  five  (5)  motor  vehicles 
and  motor  vehicle  repair  shop  for  minor  repairs 
and,  also,  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 


17,  No.  31 
21,  No.  36 
21,  No.  48 
21,  No.  9 

20,  No.  1 

21.  No.  36 
21,  No.  35 
21,  No.  28 


21,  No.  47 

21,  No.  15 
4,  No.  3 
10,  No.  14 
13,  No.  23 
21,  No.  46 


233-36-BZ. 

APPLICANT — A1  Gerbolini,  for  The  Corporation  for  the 
Relief  of  Widows  and  Children  of  Clergymen  of 
The  Protestant  Episcopal  Church  in  the  State  of 
New  York,  owner. 

PREMISES — 1802  54th  street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot  No.  9),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  occu¬ 
pancy  of  part  of  an  existing  building  to  a  motor 
vehicle  repair  shop. 


19,  No.  48 

21,  No.  47 
21,  No.  48 
21,  No.  45 
21,  No.  49 


DECEMBER  8,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem- 


1407 


.. 

1  '  i  ,  •  •  •  ,  .  •».  *  1  i  *  .1  *  )  .’i  ;  1  .'  •  t  *  *  1 1 !  |  ,  :  .  • 


CALENDAR 


her  8,  1936,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 


cal.  no.  1 18-36- BZ — -Application,  May  1,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Carl  Bach,  applicant,  on  behalf  of 
Estate  of  Edward  Bach,  owner,  Flora 
Bach,  executrix,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  242-252  St.  Nicholas 
avenue,  northeast  corner  of  West 
122nd  street  and  2271-2281  Eighth  ave¬ 
nue,  northwest  corner  of  West  122nd 
street  (Block  No.  1949,  Lot  No.  29), 
Borough  of  Manhattan. 


cal.  no.  354-32-BZ — Application  of  Charles  A.  McKeon, 
applicant  and  lessee,  reopened  Novem¬ 
ber  17,  1936  for  consideration  of  ex¬ 
tension  of  permit — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  main¬ 
tenance  of  parking  space  for  more 
than  five  (5)  motor  vehicles  for  a  tem¬ 
porary  period;  premises  598  Flatbush 
avenue,  west  side,  176  ft.  7j£  in.  north 
of  Chester  court  (Block  No.  5026,  Lot 
No.  136),  Borough  of  Brooklyn. 

cal.  no.  272-30-BZ — Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  and  restored  to 
calendar  November  17,  1936,  by  Order 
of  the  Court — re  Application,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  440-446  Utica  ave¬ 
nue  and  923-943  East  New  York  ave¬ 
nue,  northwest  corner  and  872-884 
Lefferts  avenue  (Block  No.  1430,  Lot 
No.  34),  Borough  of  Brooklyn.* 


cal.  no.  11-34-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Ada  Koggan, 
owner,  reopened  October  6,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict,  the  parking  of  more  than  five 
(5)  motor  vehicles  (previously  denied 
under  section  21  of  the  building  zone 
resolution  for  a  junk  shop)  ;  premises 
277-293  Chester  street,  east  side,  179  ft. 
2  in.  south  of  Blake  avenue  (Block  No. 
3560,  Lot  No.  12).  Borough  of  Brook¬ 
lyn. 


cal.  no.  294-36-BZ— Application,  September  30,  1936,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Matthew  W.  Del  Gaudio,  ap¬ 
plicant,  on  behalf  of  Ernest  Damiane, 
owner,  to  permit  the  extension,  from 
a  business  use  district  into  a  residence 
use  district,  of  a  proposed  business 
building;  premises  2496  Elm  place, 
east  side,  57.75  ft.  south  of  Fordham 
road  (Block  No.  3023,  Lot  No.  79), 
Borough  of  The  Bronx. 


cal.  no.  624-26- BZ — Application  of  Apa  Realty  Corpora¬ 
tion,  applicant  and  owner,  reopened  Oc¬ 
tober  6,  1936,  under  section  7f  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  the  maintenance 
of  a  gasoline  service  station  (erected 
under  a  temporary  variation  granted 
by  the  board)  for  an  additional  tem¬ 
porary  period  of  two  (2)  years;  prem¬ 
ises  Southwest  corner  of  Kissena 
boulevard  (road)  and  Nassau  boule¬ 
vard  (Block  No.  2167,  Lot  No.  35), 
Flushing,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman 


DECEMBER  8,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

299- 36-A — 321-323  West  44th  street,  north  side,  275  ft. 

west  of  8th  avenue,  and  322-324  West  45th 
street  (Block  No.  1035,  Lot  No.  20),  Bor¬ 
ough  of  Manhattan. 

300- 36-A — 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1),  (6th  floor),  Borough  of  Manhat¬ 
tan. 

306-36-A — 345  West  44th  street,  north  side,  200  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  No. 
9),  Borough  of  Manhattan. 

31 1- 36- A — 331-337  West  44th  street,  north  side,  300  ft.  east 

of  9th  avenue  (Block  No.  1035,  Lot  Nos. 
13,  14,  15  and  16),  Borough  of  Manhattan. 

316-36-A — 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (6th  floor),  Borough  of  Man¬ 
hattan. 

338-36-A — 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (12th  floor),  Borough  of 
Manhattan. 

344-36-A — 201-215  West  43rd  street,  206-214  West  44th 
street  and  1493-1501  Broadway  (Block  No. 
1015,  Lot  Nos.  26  to  37),  (10th  floor), 
Borough  of  Manhattan. 

347- 36-A — 729  Seventh  avenue,  southeast  corner  of  West 

49th  street  (Block  No.  1001,  Lot  No.  61), 
Borough  of  Manhattan. 

348- 36-A — 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1)  ;  (9th  floor  center),  Borough  of 
Manhattan. 

341-36-A — 1749-1753  Flatbush  avenue,  southeast  corner  of 
Avenue  J  (Block  No.  7617,  Lot  No.  80), 
Borough  of  Brooklyn. 

312- 36-A — 35-02  Vernon  boulevard,  southwest  corner  of 

35th  avenue  (Block  No.  327,  Lot  No.  1), 
Long  Island  City,  Borough  of  Queens. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  De¬ 
cember  8,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  reserved 


CALENDAR 


without  further  argument,  pending  an  inspection  and  a 
report  with  recommendation  by  the  committee  of  the 
board : 

cal  no.  26-36- BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


cal.  no.  230-34-BZ— Application  of  William  F.  Clark,  ap¬ 
plicant  and  owner,  reopened  November 
17,  1936  for  consideration  of  extension 
of  permit— re  Application,  granted  on 
condition,  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  use  district  the  maintenance 
of  an  existing  motor  vehicle  repair 
shop  for  a  temporary  period;  premises 
303-305  Fourth  avenue,  southeast  cor¬ 
ner  of  Second  street  (Block  No.  974, 
part  of  Lot  No.  6),  Borough  of  Brook¬ 
lyn. 

cal.  no.  287-36-BZ— Application,  September  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Charles  L.  Fleece,  applicant, 
on  behalf  of  The  Bowery  Savings 
Bank,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  101  East  109th  street  and  1501 
Park  avenue,  northeast  corner  (Block 
No.  1637,  Lot  No.  1),  Borough  of  Man¬ 
hattan. 


cal  no.  257-36-BZ— Application,  September  4,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  John  J.  Beatty,  applicant, 
on  behalf  of  Buckminster  Estates,  Inc., 
owner,  to  permit  the  erection  of  a 
business  building  (theatre  and  stores) 
extending  from  a  business  use  district 
to  a  residence  use  district ;  premises 
1713  Church  avenue,  north  side,  105 
ft  97/s  in.  east  of  East  17th  street 
(Block  No.  5078,  Lot  No.  30),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  181-36-BZ— Application,  June  12,  1936,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Joseph  Weiss 
Co.,  Inc.,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  use  dis¬ 
trict  into  a  business  use  district  of  a 
proposed  gasoline  service  station ; 
premises  1490-1498  Linden  boulevard, 
south  side,  478  ft.  4J/2  in-  east  of  Rock- 
away  avenue  (Block  No.  3644,  Lot 
No.  85),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  11,  1936,  10  A.  M. 

SPECIAL  MEETING. 

Rules 

108-16-SR— Interior  Fire  Alarm  Rules,  Proposed  Revision 
of. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  14,  1936,  AT  2  P.  M. 

Building  Zone  Cases 


238-36-BZ. 

APPLICANT— Anthony  P.  Sorice,  Jr.,  and  Solon  Rosen¬ 
thal,  for' Harris  Neisloss,  owner. 

PREMISES— 111-10  Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot  No.  27), 
Hollis,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 


255-36-BZ. 

APPLICATION— Theodore  P.  Ion,  for  amelia  Gerrie 
Walker,  owner. 

PREMISES— 1013  Kent  avenue,  east  side,  77  ft.  3  in. 

north  of  Lafayette  avenue  (Block  No.  1940,  Lot 
No.  1),  Borough  of  Brooklyn, 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  the  first  story  of  an  existing  building 
to  business  use  (store). 


259-36-BZ. 

APPLICANT— Louis  A.  Reiter,  for  Emma  Hughes, 
owner. 

PREMISES— 415-417  Leonard  street  and  76-84  Bayard 
street,  southwest  corner  (Block  No.  2722,  Lot  No. 
19),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  ...  . 

TO  PERMIT  in  a  business  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  motor  vehi¬ 
cle  repair  shop. 


148-36-BZ. 

APPLICANT— Henry  Nordheim,  for  Bowery  Savings 
Bank,  owner.  _ 

PREMISES— 1083-1087  Hall  place  and  856-864  East  167th 
street,  southwest  corner  (Block  No.  2691,  Lot  No. 
86),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 

resolution  .  , 

TO  PERMIT  in  a  business  use  district  the  maintenance  ot 
a  parking  lot  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 


DECEMBER  15,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning K  De¬ 
cember  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters: 
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cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

cal.  no.  325-36-BZ — Application,  October  29,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Francis  Seaman,  applicant, 
on  behalf  of  New  York  Railways 
Corporation,  owner,  to  permit  partly 
in  a  retail  use  district  and  partly  in 
a  residence  use  district  the  conver¬ 
sion  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles;  said  building  lo¬ 
cated  on  same  street  between  intersect¬ 
ing  streets  with  a  school ;  premises  806- 
814  9th  avenue,  318-362  West  54th 
street,  southeast  corner,  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot 
No.  3),  Borough  of  Manhattan. 

cal.  no.  353-36-BZ — Application,  November  18,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Powell  Garage 
Co.,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a  ga¬ 
rage  for  more  than  five  (5)  motor 
vehicles  to  a  gasoline  service  station; 
premises  2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue 
(Block  No.  5064,  Lot  No.  53),  Bor¬ 
ough  of  Brooklyn. 

CAL.  NO.  1 72- 36-BZ— Application,  June  6,  1936,  under  sec¬ 
tions  7a  and  21  of  the  building  zone 
resolution,  of  Jeffrey  J.  Lewin,  appli¬ 
cant,  on  behalf  of  Knickerbocker 
Laundry  Co.,  Inc.,  owner,  to  permit  in 
a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a 
factory,  power  wet-wash  laundry,  dry 
cleaning,  dyeing  and  finishing  uses; 
premises  80-19  to  80-25  Cornish  ave¬ 
nue,  north  side,  135.66  ft.  east  of 
Queens  boulevard  (Block  No.  1538, 
Lot  Nos.  87  and  91),  Elmhurst,  Bor¬ 
ough  of  Queens. 


CAL.  NO.  245-36-BZ— Application,  August  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Washington  Square  Home  for 
Friendless  Girls,  applicant  and  owner, 
to  permit  in  a  residence  use  district 
the  change  of  occupancy  of  part  of  an 
existing  building  to  business  use 
(store)  ;  premises  7  West  8th  street, 
north  side,  119.3  ft.  west  of  Fifth  ave¬ 
nue  (Block  No.  572,  Lot  No.  47),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  310-36-BZ  Application,  October  20,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Dunnigan  and  Dusenbury,  ap¬ 
plicants,  on  behalf  of  Meadowbrook 
Farms,  Inc.,  owner,  to  permit  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles;  premises  1656 
Adee  avenue,  south  side,  86.66  ft.  west 
of  Tiemann  avenue  (Block  No.  4785, 
Lot  No.  3),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  15,  1936,  2  P.  M. 

Appeal  from  Administrative  Order 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon  De¬ 
cember  15,  1936,  at  2  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board : 


cal.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  21,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

141-36-BZ. 

APPLICANT — Bennett  &  Koeppel,  for  Irving  L.  Berman, 
owner. 

PREMISES— 833-835  Sutter  avenue  and  407-417  Schenck 
avenue,  northeast  corner  (Block  No.  4028,  Lot  No. 
35),  Borough  of  Brooklyn. 
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APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar  No¬ 
vember  24,  1936), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  ( previ¬ 
ously  dismissed  for  lack  of  prosecution). 


274-36-BZ. 

APPLICANT— -Lama  and  Proskauer,  for  Commander  Oil 
Corporation,  owner. 

PREMISES— 72-40  to  72-50  Elizabeth  avenue  ('foot  of 
Elizabeth  avenue)  ;  (Block  No.  520,  Lot  Nos.  10, 
13,  69,  74  and  75),  Arverne,  Borough  of  Queens. 

APPLICATION,  under  sections'  7 a  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  extension  of 
a  petroleum  storage  plant. 

339-36-BZ. 

APPLICANT— Harold  C.  Bernhard,  for  St.  John’s  Ev. 
Lutheran  Church,  owner. 

PREMISES— 88-22  to  88-24  Myrtle  avenue  and  82-o5  88th 
place,  southeast  corner  (Block  No.  3869,  Lot  Nos. 
45  and  108),  G’endale,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  use,  “E”  area  district  the  erec¬ 
tion  of  part  of  a  building  nearer  than  ten  (10) 
feet  to  the  street  line. 

285-36-BZ. 

APPLICANT— Frederick  W.  Rothamel,  for  Viebrock 
Plumbing  Co.,  Inc.,  owner. 

PREMISES— 72-27  .Cypress  Hills  street,  northeast  side, 
199  ft.  south  of  Myrtle  avenue  (Block  No.  3600, 
Lot  No.  125),  Glendale,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles,  motor  vehicle 
repair  shop  and,  also  gasoline  service  station. 


JANUARY  5.  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  5,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

c\l  no.  244-36-BZ— Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  ;  premises  northeast  cor¬ 
ner  of  Libertv  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cm.  no.  261 -36-BZ— Application,  August  24,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Fred  S.  Loewenthal,  ap¬ 
plicant,  on  behalf  of  Regina  Loewen¬ 
thal,  owner,  to  permit  in  a  business  use 


district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(’5)  motor  vehicles;  premises  2891-2895 
Bailey  avenue,  west  side,  57  ft.  south 
of  West  230th  street  and  60-64  West 
230th  street  (Block  No.  3264,  Lot  Nos. 
82  and  88),  Borough  of  The  Bronx. 

cal.  no.  282-36-BZ— Application,  September  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Henry  Albert,  applicant,  on 
behalf  of  Sidney  Knopfler,  owner,  to 
permit  in  a  residence  use  district  the 
use  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor 
vehicles ;  premises  west  side  of  34th 
street,  140.10  ft.  south  of  28th  avenue 
(Block  No.  627,  Lot  Nos.  26^,  27,  28 
and  29),  Long  Island  City,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  5,  1937,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  5,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board  : 

CAL.  NO.  240-36-BZ— Application,  August  4,  1936,  under 
section  7a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 
plicants,  on  behalf  of  Joseph  Giganti, 
owner,  to  permit  the  extension  of  an 
existing  public  garage  and  the  erec- 
iton  of  a  gasoline  service  station  in 
a  residence  use  district;  premises 
87-14  92nd  street,  west  side,  110.39  ft. 
south  of  Jamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Bor¬ 
ough  of  Queens. 

cal.  no.  249-36-BZ— Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  _  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  2  P.  M. 

Variation  of  Labor  Law 

193-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 


1411 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING  THE  VOTE— 

TUESDAY  MORNING,  DECEMBER  1,  1936  Affirmative:  Chairman  Murdock,  Commission- 

Present:  Chairman  Murdock,  Commissioners  Savage  Wals!^^6  ^Um  and  ■^■ss‘stant  Chief 

and  Blum  and  Assistant  Chief  Walsh.  Negative  .  n 

The  minutes  of  the  regular  meeting  of  the  board  held  Absent  .  0 

on  Tuesday  morning,  November  24,  1936,  and  the  minutes  NOTICE— 

of  the  regular  meeting  of  the  board  held  on  Tuesday  nR1  ^ 

afternoon,  November  24,  1936,  were  approved  as  printed  XT  ,  .  uet-oo-iSZ.; 

in  Bulletin  No.  48,  Vol.  XXI.  N,°  resolution  is  published  of  the  action  of  the  board 

at  this  hearing,  as  due  to  an  error,  an  incorrect  notice  of 
hearing  was  sent  to  the  attorney  for  objectors  and  on  his 
BUILDING  ZONE  CASES  request,  this  case  was  reopened  at  the  afternoon  session. 

249-36-BZ  ^ee  ac^lon  on  Page  1414  of  this  Bulletin. 

APPLICANT — Scacchetti  &  Siegel  for  Steinberg  &  Po-  - - 

koik,  owner.  298-36-BZ. 

SUBJECT— Application  (re  decision  of  the  commissioner  APPLICANT— Fred  B.  McDuffee,  Assistant  Chief  Engi- 
of  buildings)  under  sections  7c  and  21  of  the  neer  for  Department  of  Sanitation,  City  of  New 

Pudding  zone  resolution,  to  permit  partly  in  a  resi-  York,  owner. 

dence  use  district  and  partly  in  a  business  use  SUBJECT-Application  (re  decision  of  the  commissioner 
district  the  alteration  of  existing  multiple  dwell-  of  buildings)  under  sfection  21  of  the  building 

mg  and  stores  by  adding  six  (6)  additional  stores  zone  resolution,  to  permit  in  a  residence  use  dis- 

on  the  basement  story  East  167th  street,  front  of  trict  the  erection  and  maintenance  of  a  section 

PREMISES  mAFFECTED-1197  Grand  Concourse  and  PREMISES* AFfVcTE^  side 

138-148  East  167th  street,  southwest  corner  (Block  150  ft.  south  of  18th  avenue  (Block  No  4130  Tot 

APPEARANCES^*  *>•  ’  *  T1“  '  APPEA^s!0'^  POi"‘'  B°~  ^ 

Fol  ^XYTe^AH  MSS£'  Solomon  Shu-  FM  Mcfe'*  E'  B'  *"d  ^  * 

fer,  Norman  Handel  and  Eugene  Tuck.  For  Opposition:  Robert  C  Whitten 

ACTION  OF  BOARD— Laid  over  to  January  5,  1937  at  ACTION  OF  BOARD— Application  granted  on  condition 
2  P.M.  for  consideration  by  the  board.  No  fur-  THE  VOTE — 

ther  argument.  Affirmative:  Chairman  Murdock,  Commission- 

-  f>rrSi  .avage  and  Slum  and  Assistant  Chief 

244-36-BZ.  Walsh  .  4 

APPLICANT — Samuels  &  Samuels  for  Bennet-Scheiber,  Absent^  .  $ 

Inc.,  owner.  0 

SUBJECT — Application  (re  decision  of  the  commissioner  THE  RESOLUTION — 

of  buildings)  under  section  21  of  the  building  zone  (298-36-BZ) 

resolution,  to  permit  in  a  business  use  district  the  Whereas,  Fred  B.  McDuffee,  Assistant  Chief  Engineer 
erection  and  maintenance  of  a  gasoline  service  Department  of  Sanitation,  for  the  Citv  of  New  SVnrl/ 

PREMISES0  AFFECTFD  No  tl  t  f  T  £w"er’  filed  0ct°ber  7,  1936,  an  application  under  the 

rKBMlBES  Ah hLCl  ED— Northeast  corner  of  Liberty  building  zone  resolution  to  permit  in  a  residence  use  dis- 

avenue  and  104th  avenue  and  northwest  corner  tnct  the  erection  and  maintenance  of  a  Section  Station  for 

?L  b  py  a7ernUe  xrnd  184th  Street  (Block  No‘  the  department  of  Sanitation;  premises-  18-15  124th 
1404,  Part  of  Lot  Nos.  141  and  145),  Jamaica,  street  east  side,  150  ft.  south  of  18th  avenue  (Block  No 

APPEARANCES—  3°’  LOt  N°'  13)’  C°llege  Point-  Borough  of  QE ;  and 

For  Applicant :  Archie  H.  Samuels.  by^the^Board  f'fbdT  Wa,S  Add  T  this  aPPlicati°n 

For  Opposition:  None.  meeting  Dec^berS1  ?Q3A  ^ApPCa?S’  f  lts  re^Iar 

ACTION  OF  BOARD-Laid  over  to  January  5  1937  at  the  A  r  ’  *  ;  C[Ue  n?tlcf  b>'  Publication 

10  A.M.  upon  request  of  applicant  Board  °f  Standards  a”d  Appeals; 

-  Whereas,  the  use  district  maps  accompanying  the  build- 

181-36-BZ.  mg  zone  resolution  show  that  124th  street  is  in  a  residence 

APPLICANT— -Irving  Kirshenbli,  for  Joseph  Weiss  Co.,  S£e££3  IfSf  &£ 

IrLZuZ eSlSTse  'disSInS'aTJSs  readU'  SeP*“ber  *•  1936’  "  A">"  &a  Ss^ 

/tdi  i  \r  in*  eas*  Kockaway  ave-  residence  district  (Art  11  Sec  ^  R7R  's  ” 

nue  (Block  No.  3644  Lot  No.  85),  Borough  of  and  {  ’  8  BZR  )’ 

Brooklyn.  \xr  - 

APPEARANCES—  whereas,  the  premises  consist  of  an  irregular  shaped 

ef-  “d  G A 

ACTION  OF  BOARD-Application  granted  on  eondition.  story  f, 'is  pro^S'demoS 
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this  section  station  and  to  erect  (to  the  south)  a  2  story 
non-fireproof  building,  25  ft.  by  60  ft.  in  area  to  be  used 
as  a  section  station  for  the  Department  of  Sanitation. 
It  is  proposed,  also,  to  erect  a  brick  wall  along  the  re¬ 
mainder  of  the  124th  street  front  of  the  plot,  with  a  gate 
to  yard ;  and 

Whereas,  these  premises  have  been  in  use  as  a  cor¬ 
poration  yard  for  Street  Cleaning  and  Sanitation  Depart¬ 
ment  since  the  year  1886;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  prior  to  the  hearing ;  and 

Whereas,  the  Board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution  and  that  there  would  be  unnec¬ 
essary  hardship  not  to  permit  the  continuation  of  the  use 
in  view  of  the  proposed  improvements. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  to  permit  the  erection  of  the  two-story  brick  building, 
as  indicated  on  plans  filed  with  this  application,  to  replace 
an  existing  one-story  frame  building  on  the  same  plot  on 
condition  that  the  departmental  uses  of  the  new  building 
shall  be  similar  to  the  legal  non-conforming  uses  that  have 
been  carried  on  in  the  one-story  frame  building;  that  there 
shall  be  erected  across  the  entire  front  of  the  plot  along 
124th  street,  where  not  occupied  by  the  building,  a  brick 
wall  with  gates,  as  indicated  on  plans  filed,  this  wall  to 
be  constructed  of  face  brick  similar  to  that  used  for  the 
facade  of  the  building;  that  along  the  side  lot  line  of  the 
adjoining  plot  to  the  north  there  shall  be  erected  a  tight 
board  fence  not  less  than  6  ft.  in  height ;  that  a  similar 
fence  shall  be  erected  along  the  southerly  lot  line,  where 
not  occupied  by  the  proposed  building;  that  there  shall 
be  no  windows  in  the  lot  line  wall  of  the  building  opening 
southerly  to  the  adjoining  property;  that  the  entire  south¬ 
erly  side  wall  of  the  building  shall  be  faced  with  brick 
similar  to  the  face  brick  to  be  used  on  the  f ront ;  and 
that  all  permits  shall  be  obtained  and  the  work  completed 
within  one  year  from  the  date  of  this  action. 


Absent 


0 


256-36-BZ. 

APPLICANT— William  I.  Hohauser  for  Marie  E.  Hard- 
art  and  the  Estate  of  Martha  L.  Rutherford, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7-b,  7-c  and  21  of  the 
building  zone  resolution  to  permit  the  erection  of 
a  business  building  (theatre)  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
and  the  omission  of  the  required  rear  yard. 

PREMISES  AFFECTED— 1109  Lexington  avenue  east 
side,  68.6  ft.  north  of  East  77th  street  and  153-157 
East  77th  street  (Block  No.  1412,  Lot  Nos.  20^4, 
23,  23)4  and  24),  Borough  of  Manhattan. 

APPEARANCES—  T  __ 

For  Applicant:  William  I.  Hohauser,  James  H. 

Farrell,  Hyman  Dominetz  and  others. 

For  Opposition:  David  Goldman,  Mrs.  Augustus 
King,  John  L.  Quinlan  and  others. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  and  Commis¬ 
sioner  Blum  . _ .  2 

Negative:  Commissioner  Savage  and  Assistant 
Chief  Walsh  .  2 


THE  RESOLUTION— 

(256-36-BZ) 

Whereas,  William  I.  Hohauser,  for  Marie  E.  Hardart 
and  the  Estate  of  Martha  L.  Rutherford,  owners,  filed 
September  3,  1936,  an  application  under  the  building  zone 
resolution  to  permit  the  erection  of  a  business  building 
(theatre)  partly  in  a  business  use  district  and  partly  in 
a  resident  use  district  and  the  omission  of  the  required 
rear  yard;  premises:  1109  Lexington  avenue,  E.  S.,  68.6 
ft.  north  of  East  77th  street,  and  153-157  East  77th  street 
(Block  No.  1412,  Lot  Nos.  20 *4,  23,  23^4  and  24),  Bor¬ 
ough  of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  1,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Lexingotn  avenue  is  business 
use  and  B  area;  3rd  avenue  is  business  use  and  B  area; 
East  77th  street  is  residence  and  business  and  B  area; 
and  East  78th  street  is  residence  and  business  and  B 

area;  and  . 

W'hereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  August  20,  1936,  re  App.  No.  200-1936, 
reads : 

1.  “Proposed  building  to  be  occupied  as  theatre 
may  not  extend  into  a  residence  district.  Zone  Res. 
Sec.  3. 

2.  Provide  lawful  rear  yard,  Zone  Res.  12. 

and  . 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  16  ft.  8  in.  on  Lex¬ 
ington  avenue,  50  ft.  on  East  77th  street  and  a  distance  of 
102  ft.  along  the  east  lot  line;  the  easterly  portion  of  the 
plot  extends  into  the  residence  district  for  a  distance  of 
20  ft.  and  the  remainder  of  the  plot  is  in  the  business  use 
district.  It  is  proposed  to  demolish  the  buildings  on  the 
site  and  to  erect  thereon  a  motion  picture  theatre  having 
a  capacity  of  590  seats,  also  to  omit  the  required  rear 
yard.  The  required  (legal)  rear  yard  is  provided  for  that 
part  of  the  building  which  is  located  in  the  business  use 
district,  that  is,  the  rear  yard  is  10  ft.  deep  and  at  a  level 
which  is  23  ft.  above  curb  level.  That  portion  of  the 
building  within  the  residence  use  district  is  provided 
with  a  10  ft.  wide  yard  at  a  level  which  is  23  ft.  above 
curb  level  and  not  at  curb  level,  as  required.  40%  of  the 
area  of  the  yard  (within  the  residence  district)  could  be 
occupied  by  the  building  up  to  a  level  18  ft.  above  curb 
level ;  and 

Whereas,  it  appears  the  plot  has  been  in  the  same 
ownership  since  prior  to  1916  and,  therefore,  falls  within 
the  purview  of  section  7(b),  the  application  having  been 
amended  to  include  section  7(b)  as  an  additional  basis 
of  the  appeal ;  and  .  . 

Whereas,  the  board  did  not  feel  justified  in  exercising 
its  discretion  to  grant  under  section  7(b)  of  the  building 
zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


Adjourned,  12:20  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c ;  by  mail  35c. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  DECEMBER  1,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Deputy  Chief  Ross. 


BUILDING  ZONE  CASES 


ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  Q 


266-36-BZ. 

APPLICANT — Lama  &  Proskauer  for  Frederick  Reiner, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution  to  permit  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station  partly  in  a 
business  use  district  and  partly  in  an  unrestricted 
use  district. 

PREMISES  AFFECTED — Northeast  corner  of  Queens 
boulevard  and  Nassau  boulevard  (Horace  Hard¬ 
ing  boulevard),  (Block  No.  1876,  Lot  No.  1  and 
part  of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  for  further  consideration  by  the  board. 


181-36-BZ. 

APPLICANT — Irving  Kirshenblit  for  Joseph  Weiss  Co., 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  the  extension 
from  an  unrestricted  use  district  into  a  business 
use  district  of  a  proposed  gasoline  service  station. 
Granted  on  condition  December  1,  1936,  10  A.M. 
session.  Application  for  reopening  on  request  of 
attorney  for  objecting  property  owners. 

PREMISES  AFFECTED- — 4490-1498  Linden  boulevard, 
south  side,  478  ft.  4 14  in.  east  of  Rockaway  avenue 
(Block  No.  3644,  Lot  No.  85),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  None. 

For  Opposition :  George  Abrams. 

ACTION  OF  BOARD — Application  reopened  and  laid 
over  to  December  8,  1936,  at  2  P.M.  for  further 
consideration  by  the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  'Deputy  Chief 


Ross  .  4 

Negative  .  o 

Absent  .  q 


86-29-BZ. 


APPLICANT — Lama  &  Proskauer,  for  Morris  I.  Hal- 
perin,  owner. 

SUBJECT — Application  for  reopening — restoration  to  the 
Calendar — re  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 


erection  and  maintenance  of  a  business  building. 

I  REMISES  AFFEC  1  ED — 241-247  Underhill  avenue  and 
268  Lincoln  place,  southeast  corner  (Block  No. 
1179,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 


310-36-BZ. 

APPLICANT — Dunnigan  and  Dusenbury,  for  Meadow- 
brook  Farms,  Inc.,  owner. 

SUBJEC  1 — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1656  Adee  avenue,  south  side, 
86.66  ft.  west  of  Tiemann  avenue  (Block  No.  4785, 
Lot  No.  3),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  J.  S.  Dusenbury 

AC  LION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  December  15,  1936,  at  10  A.M.  Applicant 
to  notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  December  3,  1936. 
Such  notice  to  include  instructions  to  property 
owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  December  11,  1936 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 


Ross  .  4 

Negative  .  o 

Absent  .  q 


32-36- BZ. 


APPLICANT — Jerome  Eisner,  for  Annie  T.  Matthies, 
owner. 

SUBJECT— Request  for  reopening — amendment — re  appli¬ 
cation  (decision  of  the  commissioner  of  buildings) 
under  section  21  of  the  building  zone  resolution, 
permitting  in  a  residence  use  district  the  erection 
and  maintenance  of  a  business  building  (stores). 

PREMISES  AFFECTED — 2196  Grand  Concourse,  east 
side,  166.60  ft.  south  of  East  182nd  street  (Block 

APPEARANCES-01  N°'  ^  BoroUgh  of  The  Bronx- 
For  Applicant:  Julius  B.  Sheftel. 

AC  TION  OF  BOARD — Request  to  reopen  denied 

THE  VOTE  TO  REOPEN— 

Affirmative  .  q 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Deputy  Chief  Ross  4 
Absent  .  q 


THE  RESOLUTION— 

(32-36-BZ) 

Whereas,  this  application  affecting  premises  2196  Grand 
Concourse,  east  side,  166.60  ft.  south  of  East  182nd  street 
( Block  No.  3157,  Lot  No.  23),  Borough  of  the  Bronx,  was 
granted  by  the  board  July  10,  1936,  to  permit  in  a  residence 
use  district  the  erection  and  maintenance  of  a  one-story 
business  building  (stores)  ;  and 

Whereas,  the  applicant  requested  a  reopening  of  the 
case  to  permit  a,  two-story  building  in  lieu  of  one-story, 
the  entire  structure  to  be  used  for  business  purposes;  and 

Whereas,  the  board  deemed  that  no  further  invasion  of 
the  residence  use  district  should  be  permitted. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 
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117-33-BZ. 

APPLICANT — Benjamin  N.  Brody,  for  Helen  Schrage 
Lehman,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district,  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  denied;  reopened  May  5,  1936). 

PREMISES  AFFECTED— 110-38  Springfield  boulevard 
and  217-20  110th  road,  southwest  corner  (Block 
No.  2038,  Lot  No.  28),  Queens  Village,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Benjamin  N.  Brody. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Deputy  Chief  Ross  4 
Absent  .  0 


THE  RESOLUTION— 

(217-33-BZ) 

Whereas,  this  application  to  permit  in  a  business  use 
(district  the  erection  and  maintenance  of  a  gasoline  station 
affecting  premises  Southwest  corner  of  Springfield  boule¬ 
vard  and  110th  road  (Junior  place)  (Block  No.  2038,  Lot 
No.  28),  now  known  as  110-38  Springfield  boulevard  and 
217-20  110th  road,  Queens  Village,  Borough  of  Queens, 
was  denied  by  the  board  June  23,  1934;  and 

Whereas,  Benjamin  N.  Brody,  for  Helen  Schrage  Leh¬ 
man,  owner,  requested  a  reopening  of  the  case  on  the  basis 
of  new  facts,  the  area  of  the  proposed  gasoline  service  sta¬ 
tion  having  been  reduced;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
t  board  May  5,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
bv  the  Board  of  Standards  and  Appeals,  at  its  regular 
i  meeting,  December  1,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Springfield  boulevard  is  in 
a  business  use  district;  110th  road  is  in  a  residence  and 
business  use  district;  and  111th  avenue  is  in  a  residence 
,  and  business  use  district ;  and  .  . 

Whereas,  the  decision  of  the  commissioner  of  buddings, 
i rendered  April  13  1936,  re  Application  No.  102,  reads: 

“The  erection  of  a  gasoline  station  in  a  business 
district  is  prohibited  by  section  4  of  the  zone  law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
ing  a  frontage  of  33.5  ft.  on  Springfield  boulevard  and  100 
ft.  on  110th  road,  upon  which  it  is  proposed  to  erect  a 
one-story  office  and  automobile  laundry  structure,  24  ft. 
by  40  ft.  in  area,  grease  pits  and  also  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station;  and 

Whereas,  the  premises  in  question  were  the  subject  of 
an  inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report  fol- 
lows  l 

REPORT  OF  COMMITTEE. 

November  25,  1936. 


Premises:  110-38  Springfield  boulevard,  217-20  110th 
road,  southwest  corner,  Queens  Village,  Borough  of 
Queens. 

This  is  an  application  for  a  zoning  variance  under 
section  21,  to  permit  the  corner  plot,  33.5  ft.  by  100 
ft.,  to  be  used  as  a  gasoline  service  station. 

The  frontage  along  Springfield  boulevard  on  both 
sides  is  zoned  for  business  uses,  with  residence  zoning 
in  the  rear.  The  residential  area  immediately  adjacent 
to  this  plot  is  substantially  developed  with  residences. 
Across  from  the  plot  is  the  Convent  of  the  Little  Sis¬ 


ters  of  the  Poor.  Springfield  boulevard  is  100  ft.  wide 
but  not  paved  for  the  full  width  of  roadway.  A  prior 
appeal  for  a  similar  use  of  this  lot  and  the  adjoining 
lot  making  a  plot  67  ft.  by  100  ft.  was  denied  in  Janu¬ 
ary,  1934,  after  inspection  and  report.  This  instant 
appeal  is  on  a  reopening  and  rehearing  on  new  facts, 
consisting  of  reducing  the  plot  to  one  half  the  size 
formerly  considered. 

The  area  cannot  be  considered  undeveloped,  although 
there  is  frontage  vacant  and  there  are  several  stores 
vacant.  Considerable  frontage  along  Springfield  boule¬ 
vard  is  used  for  residential  purposes  which  are  con¬ 
forming  in  a  business  district.  These  premises  and 
the  adjoining  two  lots  under  the  same  ownership  can 
be  readily  used  for  residential  purposes  if  the  owner 
finds  the  erection  of  business  buildings  unwise. 

The  existence  of  a  gasoline  station  on  the  southerly 
end  of  the  block  front  should  not  furnish  a  ground 
for  hardship  to  permit  the  northerly  end  to  be  sim¬ 
ilarly  used.  This  southerly  plot,  for  which  a  zoning 
variance  was  applied  for,  now  has  a  gasoline  station 
variance  for  which  was  denied  under  Cal.  No.  91-29- 
BZ,  after  inspection  and  report,  and  which  denial  was 
subject  to  court  review  in  which  the  board  was  re¬ 
versed.  This  gasoline  station  is  not  keeping  within 
the  area  of  the  plot  then  under  review. 

The  committee  upon  further  inspection  on  Novem¬ 
ber  19,  1936,  is  of  the  opinion  that  hardship  has  not 
been  proven  to  exist  and  recommends  denial  as  it 
did  when  the  larger  plot  was  being  similarly  consid- 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  this  report  recommended  the  denial  of  this 
application,  and  the  board  deemed  that  the  applicant  had 
failed  to  substantiate  the  basis  of  his  application  under 
section  21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


54-36-BZ. 

APPLICANT— Kadel,  Van  Kirk  &  Trencher,  for  B.  & 
S.  Gasoline  Stations,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7 a  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  maintenance  of  a  gasoline  service  sta¬ 
tion. 

PREMISES  AFFECTED— 2240-2250  Ocean  parkway  and 
515-531  Gravesend  Neck  road,  northwest  corner 
(Block  No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Milton  H.  Frankfurt. 

For  Opposition:  Joseph  Joffe. 

ACTION  OF  BOARD — Application  granted  on  condition.. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  ^ 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(54-36-BZ) 

Whereas,  Kadel,  VanKirk  and  Trencher  for  B.  &  S. 

Gasoline  Stations,  Inc.,  owner,  filed  March  10,  1936,  an 

application  under  the  building  zone  resolution  to  permit  in 
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a  business  use  district  and  partly  in  a  residence  use  district 
the  maintenance  of  a  gasoline  service  station;  premises: 
2240-2250  Ocean  parkway  and  515-531  Gravesend  Neck 
road,  northwest  corner  (Block  No.  7157,  Lot  No.  16), 
Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  1,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ocean  parkway  is  in  a  resi¬ 
dence  district ;  Gravesend  Neck  road  i.s  in  a  business  and 
residence  district;  East  5th  street  is  in  a  residence  and 
business  district  and  Avenue  V  is  in  a  residence  district ; 
and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  February  13,  1936,  reads : 

“You  will  please  take  notice  that  there  exists  a 
violation  of  the  building  code  at  the  premises  herein¬ 
after  described,  in  that 

Maintaining  a  gasoline  service  station  in  a  residen¬ 
tial  district  contrary  to  art.  2,  sec.  2  and  3  of  the 
building  zone  resolution  adopted  by  the  Board  of 
Estimate  and  Apportionment,  in  that  gas  pumps,  tanks 
and  grease  pits  being  maintained  and  used  on  the 
premises  described  below  without  a  permit  from  this 
department.  You  are  required  to  see  that  occupant 
and  owner  be  notified  to  remove  the  tanks,  pumps 
and  grease  pits,  etc.,  and  comply  with  law. 

Lot  16  and  26  Violation  No.  847-36 

Block  7157  Report  No.  1192-36 

The  building  and  premises  to  which  this  notice 
refers  are  situated  on  the  rear  of  the  lot  on  the 
.  .  .  side  of  .  .  .  commencing  about  .  .  .  feet  from 
the  northwest  corner  of  Ocean  parkway  and  Gravesend 
Neck  road  and  known  as  Number  519-31  Gravesend 
Neck  road  and  2240-50  Ocean  parkway  said  building 
being  1  story  building,  about  20  feet  front,  20  feet 

rear,  40  feet  deep,  and  .  feet  high,  and  occupied 

or  intended  to  be  occupied  as  a  gas  station  and  oil 
selling  station  and  located  in  the  Borough  of  Brook¬ 
lyn,  in  the  City  of  New  York. 

A  violation  of,  or  failure  to  comply  with  this  notice, 
is  a  misdemeanor. 

Should  you  fail  to  comply  with  this  notice  within 
ten  days  after  the  service  thereof,  you  will  incur  a 
further  penalty  of  Two  Hundred  and  Fifty  Dollars. 

You  are  hereby  required  to  remove  said  violation 
forthwith,  or  legal  proceedings  will  be  commenced 
against  you.” 

and 


Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  83.7  feet  on  Ocean 
Parkway,  134.4  feet  on  Gravesend  Neck  Road  and  a  dis¬ 
tance  of  49.6  feet  along  the  west  lot  line.  The  west  por¬ 
tion  of  the  plot  extends  for  a  distance  of  approximately 
31  feet  into  the  business  use  district — the  remainder  of  the 
plot  is  in  the  residence  use  district.  The  entire  plot  is 
being  used  as  a  gasoline  service  station ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  report  of  which  inspec¬ 
tion  was  read  at  this  hearing  and  which  report  follows : 
REPORT  OF  COMMITTEE 


Cal.  No.  54-36- BZ 


November  25,  1936. 


2240-2250  Ocean  parkway, 

515-531  Gravesend  Neck  road,  Brooklyn. 

The  premises  in  question  occupy  a  corner  plot 
facing  Ocean  parkway  and  Gravesend  Neck  road.  The 
westerly  portion  formerly  known  as  lot  26  within  the 
business  portion  of  the  plot,  has  been  legally  occupied 
fiy  gasoline  tanks,  pumps  and  accessory  building  since 
prior  to  the  1925  prohibiting  amendment  and  the  rec¬ 
ords  in  the  building  department  and  the  fire  depart¬ 


ment  indicate  that  all  plans  and  permits  issued  refer 
exclusively  to  this  portion  of  the  premises,  with  no 
extension  permitted  into  the  easterly  portion  toward 
Ocean  parkway  which  is  and  has  been  continuously 
zoned  for  residential  use  for  a  depth  therefrom  of 
100  feet.  The  illegal  use  for  several  years  of  this 
residential  portion  for  pumps,  driveways,  grease  pits 
and  signs  is  subject  to  violation  No.  847-1936  issued 
by  the  commissioner  of  buildings  and  from  which 
decision  this  appeal  is  taken  under  sections  7- A  and  21. 

There  are  no  grounds  for  a  claim  that  the  owner 
was  entitled  to  use  the  premises  within  the  residential 
zone  for  part  of  the  gasoline  station.  Irrespective  of 
the  description  in  the  fire  department  record  of  the 
entire  plot  under  the  same  ownership,  the  plans  refer 
exclusively  to  the  business  portion  and  no  rights  could 
accrue  from  acceptance  by  the  fire  department  of  such 
total  measurement  of  the  plot,  as  it  was  not  within 
that  department’s  power  to  grant  a  use  prohibited  by 
the  zoning  resolution. 

The  committee,  however,  believe  that  relief  should 
be  granted  under  section  7- A  to  permit  extension  into 
the  residential  district  to  a  point  thirty  feet  westerly 
from  Ocean  parkway  and  at  that  point  parallel  thereto, 
subject  to  such  conditions  as  the  board  may  deem 
desirable  upon  submission  of  plans  covering  a  complete 
reconstruction  of  the  station  along  lines  similar  to  gas 
stations  on  new  parkways.  Under  Chapter  583  of 
the  Laws  of  1874,  the  park  commissioner  has  exclu¬ 
sive  jurisdiction  over  the  thirty  foot  strip  along 
Ocean  parkway.  Such  permits,  if  any,  as  he  may  be 
empowered  to  grant  are  within  his  and  not  this  board’s 
jurisdiction. 


and 


(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 


Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  7- A. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  under  section  7- A  in  the  applica¬ 
tion  of  the  use  district  regulations  of  the  building  zone 
resolution,  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  subject  to  the  submission  of  plans 
carrying  out  the  recommendation  of  the  committee  and 
to  such  conditions  as  the  board  may  deem  desirable,  such 
plans  to  be  submitted  within  three  months  of  the  date 
of  this  action. 


589-31-BZ. 

APPLICANT— Scacchetti  and  Siegel  for  Sonia  Cooper- 
stein,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  the  extension  in  area  of  an 
existing  gasoline  service  station  previously  granted 
by  the  board  (reopened  July  14,  1936). 

PREMISES  AFFECTED — 159-01  to  159-07  114th  avenue 
(Linden  boulevard)  and  159-02  to  159-08  Meyer 
avenue,  northeast  corner  of  159th  street  (Block 
No.  2958,  Lot  Nos.  1  and  3),  Jamaica,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Max  Siegel. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  T9  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  4 

Negative  . q 

Absent  . ”  q 
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THE  RESOLUTION— 

(589-31-BZ) 

Whereas,  this  application  affecting  premises  159-01  to 
159-07  114th  avenue  (Linden  boulevard),  and^  159-02  to 
159-08  Meyer  avenue,  northeast  corner  of  159th  street 
(Block  No.  2958,  Lot  Nos.  1  and  3),  Jamaica,  Borough  of 
Queens,  was  granted  by  the  board  March  4,  1932,  on  cer¬ 
tain  conditions,  permitting  a  gasoline  service  station ;  and 

Whereas,  Scacchetti  and  Siegel  for  Sonia  Cooperstein, 
owner,  requested  a  reopening  of  this  case  in  order  to  ex¬ 
tend  this  gasoline  service  station;  and 

Whereas,  this  case  was  reopened  by  vote  of  the  board 
July  14,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing  December  1,  1936,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Meyer  avenue  is  in  a  busi¬ 
ness,  residence  and  unrestricted  use  district;  114th  avenue, 
business  and  unrestricted;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  July  14,  1936,  Application  No.  6168-31,  reads: 

“The  extension  of  a  gasoline  service  station  within 
a  business  area  is  contrary  to  section  4-a,  zone  resolu¬ 
tion  not  further  considered.” 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  80  ft.  on  Meyer  ave¬ 
nue ;  36  ft.  on  159th  street,  and  96  ft.  on  114th  avenue^ 
The  west  part  of  the  plot  (lot  1)  having  a  frontage  of  40 
ft.  on  Meyer  avenue,  36  ft.  on  159th  street  and  48  ft.  on 
114th  avenue,  is  occupied  as  a  gasoline  service  station, 
granted  by  the  board  on  March  4,  1932.  Extensions  of 
time  to  complete  the  work  were  granted  several  times 
the  last  extension  granted  on  February  25,  1936.  Applicant 
proposes  to  erect  upon  the  plot  an  automobile  laundry,  of¬ 
fice  and  greasing  structure,  89  ft.  by  24  ft.  in  area,  and 
also  the  necessary  tanks  and  pumps  for  a  gasoline  service 

station ;  and  .  . 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  verbal  report  of  which 
inspection  was  made  by  the  chairman  in  behalf  of  the 
committee,  recommending  the  granting  of  the  application ; 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  March 
4,  1932,  by  adding  thereto  the  following: 

“that  plot  under  appeal  may  be  increased  by  the  addi¬ 
tion  of  the  adjoining  lot,  known  as  Lot  3  in  Block 
2958,  and  that  the  proposed  gasoline  station  may  be 
re-arranged  substantially  as  shown  on  revised  plans 
marked  ‘Received  August  14,  1936 ,  subject  to  such 
additional  conditions  as  the  board  may  deem  appro¬ 
priate  to  require  after  submission  of  complete  work¬ 
ing  plans;  that  such  plans  shall  be  submitted  within 
three  months  from  the  date  of  this  amended  resolu¬ 
tion.” 


935-19-BZ.  . 

APPLICANT— Sidney  L.  Strauss,  for  Firestone  Tire  and 


Rubber  Co.,  owner. 

SUBJECT — Application  reopened  September  22,  1930,  un¬ 
der  section  21  for  consideration  of  an  amendment 
of  resolution — re  (decision  of  the  commissioner 
of  buildings)  so  as  to  permit  in  a  business  use 
district  the  extension  of  existing  gasoline  service 
station  and  the  addition  of  an  automobile  repair 
shop  in  a  building  occupied  as  a  garage  and  gaso¬ 
line  service  station  previously  granted  by  the 
board. 


PREMISES  AFFECTED— 1730-1750  Bedford  avenue  and 
133-147  Empire  boulevard,  northwest  corner  and 
94-110  Sullivan  place  (Block  No.  1306,  Lot  No. 
49),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Sidney  L.  Strauss. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  ^ 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION 

(935-19-BZ) 

Whereas,  this  application  affecting  premises  1730-1750 
Bedford  avenue  and  133-147  Empire  boulevard,  northwest 
corner,  and  94-110  Sullivan  place  (Block  No.  1306,  Lot 
No.  49),  Borough  of  Brooklyn,  was  granted  by  the  board 
Jan.  13,  1920,  for  a  garage  for  more  than  5  motor  vehicles, 
resolution  amended  Dec.  7,  1926  and  May  10,  1927 ;  and 

Whereas,  Sidney  L.  Strauss  for  the  Firestone  Fire  and 
Rubber  Co.,  owner,  requested  a  reopening  of  the  case  and 
an  amendment  of  the  resolution  to  permit  a  gasoline 
service  station ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  September  22,  1936 ;  and 

Whereas,,  a  public  hearing  was  held  on  the  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  December  1,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bedford  avenue,  Empire 
boulevard  and  Sullivan  place  are  business  use  districts; 
and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  July  28,  1936,  re.  Alt.  Applic.  No.  11053-36, 
reads: 

“1.  Building  was  erected  under  conditional  varia¬ 
tions  of  the  Board  of  Standards  and  Appeals,  935- 
19-BZ.  Proposed  alterations  and  changes  in  occu¬ 
pancy  referred  to  Board  of  Standards  and  Appeals.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  200  ft.  on  Bedford  avenue,  140  ft. 
on  Empire  boulevard  and  140  ft.  on  Sullivan  place,  on 
which  is  located  an  existing  building  occupied  as  garage, 
gasoline  station  and  stores  and  which  was  permitted  to  be 
used  for  garage  and  store  use  by  resolution  of  the  Board 
of  Appeals,  dated  January  13,  1920,  reopened  by  the  Board 
of  Standards  and  Appeals,  November  30,  1926,  modified 
on  December  7,  1926,  so  as  to  permit  an  entrance  at  the 
southeast  corner  of  the  building;  reopened  and  modified 
May  10,  1927,  so  as  to  permit  the  entrance  at  the  southeast 
corner  to  be  40  ft.  on  Bedford  avenue  and  40  ft  on 
Empire  boulevard.  It  is  now  proposed  to  eliminate  the 
brick  wall  required  by  the  board  30  ft.  from  and  parallel 
to  the  Bedford  avenue  building  line  so  as  to  afford  ingress 
and  egress  to  the  entire  area  which  will  be  used  as  a 
gasoline  selling  station  consisting  of  eleven  pumps  sup¬ 
plied  by  six  (6)  2,000  gallon  buried  tanks  at  the  corner 
formed  by  the  intersection  of  Bedford  avenue  and  Empire 
boulevard  and  as  an  automobile  repair  shop,  accessory 
store  and  garage  throughout  the  balance  of  the  plot ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  in  order  to  be  informed 
prior  to  the  hearing;  and 

Whereas,  the  existing  use  of  the  building  is  a  garage 
for  more  than  5  motor  vehicles,  gasoline  selling  area  and 
unrestricted  repairing;  and 
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Whereas,  the  board  deemed  that  the  applicant  had 
substantiated  the  basis  of  his  appeal  and  that  the  applica¬ 
tion  should  be  granted  on  condition  but  that  the  repairing 
work  done  should  be  limited. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Janu¬ 
ary  13,  1920,  as  amended  by  resolutions  adopted  on  De¬ 
cember  7,  1926  and  May  10,  1927  by  adding  thereto : 
“that  in  the  event  the  present  owner,  the  Firestone 
Tire  &  Rubber  Co.,  desire  to  reconstruct  the  building 
and  substitute  for  the  former  use  a  new  use  as  a 
service  station  with  gasoline  selling  area,  at  the  corner 
of  Empire  boulevard  and  Bedford  avenue,  such  altera¬ 
tion  and  change  of  use  may  be  permitted  as  indicated 
generally  on  plans  marked  ‘Received  November  12, 
1936,’  on  further  condition  that  the  gasoline  pumps 
and  area  adjacent  thereto,  along  Bedford  avenue,  shall 
be  elevated  on  an  average  of  not  less  than  6  inches 
above  the  sidewalk  grade  at  the  point  opposite,  along 
the  Bedford  avenue  building  line ;  that  there  shall  be 
erected  for  a  distance  of  at  least  34  ft.  opposite  said 
pumps,  and  in  addition  to  the  elevated  platform  herein 
required  a  reinforced  concrete  curb  not  less  than  one 
foot  in  height  above  the  Bedford  avenue  building  line ; 
that  curb  cuts  shall  not  exceed  those  now  existing 
except  that  there  may  be  two  additional  curb  cuts 
from  Bedford  avenue  to  the  northerly  portion  of  the 
building  marked  ‘Service,’  provided  such  curb  cuts 
do  not  exceed  40  ft.  in  width  each  and  provided  a 
reinforced  concrete  curb  on  building  line  is  erected 
between  these  two  openings  not  less  than  5  ft.  in 
length ;  that  the  automobile  repairing  shall  not  exceed 
the  incidental  repairing  heretofore  permitted  except 
that  brake  testing,  re-lining  and  drum  truing  may  be 
permitted ;  that  complete  working  drawings  shall  be 
submitted  to  the  chairman  and  approved  by  him  in 
behalf  of  the  board  before  same  are  filed  with  the 
commissioner  of  buildings ;  that  such  plans  shall  be 
submitted  within  thirty  days  from  the  date  of  this 
action;  and  that  all  work  shall  be  completed  within 
one  year  from  the  date  of  the  approval  of  such  plans.” 


391-27-BZ. 

APPLICANT — Daniel  Marshall,  for  Sinclair  Refining  Co., 
lessee  (long  term  lease),  I.  T.  Flatto,  owner. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  and 
partly  in  an  unrestricted  use  district  the  erection 
and  maintenance  of  a  gasoline  service  station 
(previously  denied  under  section  7(c)  of  the  build¬ 
ing  zone  resolution;  reopened  June  16,  1936). 
PREMISES  AFFECTED— 5214-5218  Broadway  and  89 
West  225th  street,  northeast  corner  (Block  No. 
2215,  Lot  No.  106),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Daniel  Marshall. 

For  Opposition:  Jay  Anfanger. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(391-27-BZ) 

Whereas,  this  application  affecting  premises  5214-5218 
Broadway  and  89  West  225th  street,  northeast  corner 
(Block  No.  2215,  Lot  No.  106),  Borough  of  Manhattan,  to 
permit  in  a  business  use  district  and  partly  in  an  unre¬ 
stricted  use  district  and  erection  and  maintenance  of  a 
gasoline  service  station,  was  denied  under  section  7c  of  the 


building  zone  resolution  March  3,  1931  ;  and 
Whereas,  Daniel  Marshall,  for  the  Sinclair  Refining 
Co.,  lessee,  and  I.  T.  Flatto,  owner,  requested  a  reopening 
of  the  application  and  consideration  under  section  21  ;  and 
Whereas,  this  application  was  reopened  by  vote  of  the 
board  June  26,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  1,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
district;  West  225th  street  is  in  a  business  and  unrestricted 
district;  West  228th  street  is  in  a  business  district,  and 
Marble  Hill  avenue  is  in  a  residence  and  business  district; 
and 

W'hereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  August  13,  1936,  re  N.B.  Appl.  No.  133-1936! 
reads : 

1— “Proposed  gasoline  station  in  business  district  is 
contrary  to  section  4,  zone  resolution.  Portion  of  gaso¬ 
line  station  extending  from  an  unrestricted  district 
to  a  business  district  is  contrary  to  section  4,  zone 
resolution.” 

and 

W'hereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Broadway  and  125  ft.  on 
West  225th  street;  the  east  portion  of  the  plot  extends 
into  the  unrestricted  district  for  a  distance  of  25  ft.,  and 
the  remainder  of  the  plot  is  in  the  business  district.  Pro¬ 
poses  to  erect  upon  the  plot  a  one-story  structure  25  ft. 
by  41  ft.  in  area,  to  be  used  as  an  office  and  for  greasing 
and  washing  cars;  proposes  to  install  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  report  of  which  inspec¬ 
tion  was  read  at  this  hearing  and  which  report  follows: 


KErUKI  Ut  IUMMJ  i  i  JirL. 

November  23,  1936. 

Cal.  No.  391-27-BZ. 

Premises — 5214-5218  Broadway,  northeast  corner  West 

225th  street,  Borough  of  Manhattan. 

The  plot  under  appeal  fronts  on  Broadway  for  100 
ft.  in  the  business  area  and  extends  eastwardly  along 
West  225th  street  or  Kingsbridge  road  for  125  ft.,  the 
rear  25  ft.  being  zoned  for  unrestricted  use.  The  use 
as  a  gasoline  station  could  be  permitted  legally  for  the 
rear  25  ft.  frontage  of  the  plot. 

In  1927  an  application  was  filed  in  behalf  of  the 
then  owner  and  the  tenants,  Sinclair  Refining  Co., 
under  a  lease  for  21  years,  dated  December  30,  1925^ 
for  a  zoning  variance  under  section  7-c  and,  after  sev¬ 
eral  postponements  and  withdrawals,  it  was  inspected 
by  a  committee  of  the  board  and  unanimously  denied 
on  March  3,  1931.  Meanwhile,  it  is  understood  that 
the  tenants  are  paying  rental  of  $5,000  per  year  and 
the  taxes,  and  make  no  use  of  the  plot.  It  never  hav¬ 
ing  been  urged  that  the  zoning  variance  be  granted 
under  section  21,  the  board  granted  a  reopening  of 
the  appeal  for  a  determination  under  that  section. 
The  facts  are  substantially  the  same  now  as  when 
the  appeal  under  section  7-c  was  denied  in  1931.  There 
has,  however,  apparently  been  a  change  of  ownership 
subject  to  the  same  lease.  The  Sinclair  Oil  Co.  were 
aware,  when  they  entered  into  a  lease,  that  the  prem¬ 
ises  were  zoned  against  gasoline  station  use.  Un¬ 
doubtedly,  because  of  the  traffic,  which  may  be  reduced 
along  Broadway  when  the  Spuyten  Duyvil  Bridge  is 
opened,  the  elevated  subway  in  front  of  the  premises, 
and  the  adjoining  unrestricted  district — particularly  its 
use  for  tin  garages  and  a  gasoline  station— it  may  be 
difficult  to  figure  out  a  profitable  conforming  use. 
This  plot  has  the  subway  station,  the  Marble  Hill  sta¬ 
tion  of  the  New  York  Central  Railroad  as  well  as 
the  cross  county  trolley  line  and  the  Broadway  trolley 
line,  all  practically  at  its  corner.  In  spite'  of  this 
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available  transportation,  the  location  of  this  corner  use  district  and  partly  in  a  residence  use  district 

is  such  that  it  has  never  been  in  demand  for  a  con-  the  erection  of  a  six  (6)  story  multiple  dwelling 

forming  use.  The  area  to  the  east  is  not  conducive  with  business  use  (stores)  on  the  first  story 

to  such  development.  The  elevated  subway  station  (previously  denied). 

has  its  platform  across  the  entire  Broadway  frontage,  PREMISES  AFFECTED — 1182-1196  Grand  Concourse 

making  an  apartment  house  development  undesirable  and  180-188  East  167th  street,  southeast  corner 

both  on  that  side  because  of  the  platform,  and  also  (Block  No.  2456,  Lot  Nos.  155-163),  Borough  of 

to  the  east  because  of  the  low  lying,  undeveloped  and  The  Bronx. 

unrestricted  area,  brought  about  by  the  bed  of  the  APPEARANCES — 

old  Spuyten  Duyvil  Creek.  To  the  north,  adjoining  For  Applicant:  Max  Siegel. 

old-law  tenements  would  interfere  with  the  success  For  Opposition:  David  Steckler. 

of  a  new  building.  A  one-story  store  building  would  ACTION  OF  BOARD — Application  granted  on  condition. 

be  doomed  to  failure  as  evidenced  by  the  unrented  THE  VOTE  TO  GRANT— 

condition  of  a  better  placed  store  building  across  the  Affirmative :  Chairman  Murdock,  Commission- 

street.  Across  Broadway,  the  Marble  Hill  district  is  er  Blum  and  Deputy  Chief  Ross .  3 

a  relatively  small  hilltop  surrounded  by  low  land  and  Negative:  Commissioner  Savage  .  1 

railroad  tracks.  The  few  stores  needed  for  supplying  Absent  .  0 

this  area  are  to  the  west  side  of  Broadway  and  many  p.„nT  ,  TnxT 

of  the  existing  stores  there  are  vacant.  Because  of  Irin.  KhbULtJ  i  1UIN 
the  narrow  bridge  across  the  ship  canal,  traffic  is  diffi-  (225-36-BZ) 

cult  and  congested  and  a  signal  to  “go”  results  in  Whereas,  Scacchetti  and  Siegel  for  The  North  Arneri- 
cars  leaving  this  bottle-neck  area  as  quickly  as  pos-  can  Holding  Corp.,  owner,  filed  July  17,  1936,  an  appli- 

sible.  For  this  reason,  no  building  catering  to  tran-  cation  under  the  building  zone  resolution  to  permit  in  a 

sient  trade  could  be  expected  to  succeed.  residence  use  district  the  erection  of  a  six  (6)  story 

The  plot  is  not  an  ideal  place  for  a  gasoline  station  multiple  dwelling  with  business  use  (stores)  on  the  first 

but,  in  the  opinion  of  the  committee,  after  inspection  story;  premises:  1182-1196  Grand  Concourse  and  180-188 

and  careful  consideration,  sufficient  hardship  exists  to  East  167th  street,  southeast  corner  (Block  No.  2456), 

justify  a  temporary  grant  for  a  period  of  ten  years  Lot  Nos.  155-163),  Borough  of  The  Bronx;  and 
under  section  21,  subject  to  such  conditions  as  the  Whereas,  this  application  was  denied  by  the  board 
board  deems  desirable  to  impose,  after  submission  ot  October  20,  1936,  under  section  21,  based  on  the  decision 

more  complete  plans.  _  of  the  commissioner  of  buildings  that  the  entire  plot  was 

In  the  previous  application,  it  was  proposed  to  erect  within  a  residence  zone  ;  and 
the  buildings  accessory  to  the  station  entirely  within  Whereas,  it  appeared  that  there  was  a  misinterpreta- 

the  unrestricted  district  and  to  construct  them  with  tion  of  the  building  zone  resolution  in  the  decision  by 

facing  of  glazed  brick  or  glazed  tile,  with  a  wa  o  the  commissioner  of  buildings  in  that  the  premises  were 
similar  construction  against  the  adjoining  building  o  found  to  be  located  partly  in  a  business  use  district,  and 

the  north  whose  windows  overlook  tie  put  un  er  ap-  a  new  determination  of  the  commissioner  of  buildings  was 

peal.  In  the  instant  appeal,  stuccoed  buildings  are  obtained  to  that  effect ;  and 

proposed  located  towards  the  centre  of  the  plot,  with  Whereas,  this  application  was  reopened  by  vote  of  the 
no  lot  line  walls  and  wide  en  ranees  a  e  cur  a  board  November  4,  1936,  for  reconsideration  based  on  the 

the  intersections  and  extending  also  to  the  adjoining  new  determination\  and 

property  lines,  aftoicing  no  pro  ec  ion  o  peces  n  Whereas,  a  public  hearing  was  held  on  this  application 

at  I point’  w  1  many  peop  e  ve  J  ^  by  the  Board  of  Standards  and  Appeals,  at  its  regular 

and  Kingsbridge  oac  10  ®y  cars.  MTTnnAri-  meeting,  December  1,  1936,  after  due  notice  by  publication 

(Sgd.)  HARRIS  H.  MURDOCK  in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

BERNARD  A.  SAVAGE  ...... 

CHARLES  M  BLUM  Whereas,  the  use  district  maps  accompanying  the  build- 

Committee  'ng  zone  resolution  show  that  Grand  Concourse  is  in  a 
,  '  residence  district;  East  167th  street  is  in  a  business  and 

and  .  iji  c  4.1  •  residence  district ;  Sheridan  avenue  is  in  a  residence  and 

Whereas,  this  report  recommended  the  granting  o  t  ns  business  district  and  McClellan  street  is  in  a  business  and 
application  for  a  period  of  ten  years,  and  the  board  deemed  residence  district;  and 

that  applicant  had  substantiated  the  basis  of  his  applica-  Whereas,  the  decision  of  the  commissioner  of  buildings, 
tion,  temporary  hardship  under  section  21  of  the  building  rendered  October  23,  1936,  Application  No.  261-36,  reads: 
zone  resolution.  1.  Erection  of  building  in  residence  district  to  be 

Resolved,  that  the  Board  of  Standards  and  Appeals  does  occupied  partly  for  business  uses  (stores)  on  plot 

hereby  make  a  variation  in  the  application  of  the  use  dis-  partly  in  business  district  and  partly  in  residence  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that  trict,  is  contrary  to  provisions  of  building  zone  reso- 

the  application  be  and  it  hereby  is  granted  under  section  lution. 

21  thereof,  for  a  period  of  ten  years  from  the  date  of  and 

this  action,  subject  to  such  conditions  as  the  board  may  Whereas,  the  building  is  to  be  of  non-fireproof  con- 
deem  desirable  to  impose  after  complete  working  draw-  struction,  six  (6)  stories  and  cellar  in  height,  with  a 

ings  have  been  submitted,  carrying  out  the  recommenda-  frontage  of  205  ft.  on  Grand  Concourse  and  a  depth  of 

tions  of  the  Committee ;  that  such  drawings  shall  be  sub-  97  ft.  on  East  167th  street  on  cellar  story  and  86  ft.  10  in. 

mitted  prior  to  filing  with  the  commissioner  of  buildings  above  cellar  story,  to  be  occupied  as  a  multiple  dwelling 
and  shall  be  submitted  within  three  months  from  this  with  stores  on  the  East  167th  street  front  on  the  lowest 
date.  story,  these  stores  commencing  at  a  point  25  ft.  east  of 

-  the  Grand  Concourse ;  and 

225-36-BZ.  Whereas,  these  premises  had  been  inspected  by  a  com- 

APPLICANT— Scacchetti  and  Siegel  for  The  North  mittee  of  the  board;  and 

American  Holding  Corporation,  owner.  Whereas,  the  board  deems,  upon  reconsideration  of  the 

SUB  TECT— Application  reopened  November  4,  1936,  un-  corrected  basis  for  appeal,  that  the  applicant  has  sub- 

der  new  facts — (re  decision  of  the  commissioner  stantiated  his  basis  of  appeal  under  section  21  of  the 

of  buildings)  under  sections  7c  and  21  of  the  build-  building  zone  resolution. 

ing  zone  resolution,  to  permit  partly  in  a  business  Resolved,  that  the  Board  of  Standards  and  Appeals 
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does  hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  permitting  the  portion  of  cellar  along  167th 
street  to  be  used  for  business  purposes  as  retail  stores, 
on  condition  that  this  portion  of  the  building  so  used 
shall  be  separated  from  the  balance  of  the  building 
with  fireproof  construction;  that  there  shall  be  no  en¬ 
trance  therefrom  to  the  balance  of  the  building;  that  any 
windows  facing  on  the  court  shall  be  fireproof,  self-closing 
and  glazed  with  wire  glass ;  that  the  required  rear  yard 
shall  be  extended  to  East  167th  street,  as  indicated  and 
that  no  windows  shall  open  upon  this  yard  from  the  store 
adjoining;  that  this  variance  shall  apply  to  these  store 
spaces  only  and  not  to  any  other  portion  of  the  building; 
that  these  stores  shall  not  be  used  for  factory  purposes, 
factory  work,  meat  market,  fish  market,  bakeries  having 
ovens,  undertaker’s  parlor  or  other  uses  deemed  objec¬ 
tionable  by  the  commissioner;  that  signs  shall  be  restricted 
to  signs  attached  to  the  plate  glass  of  the  store  windows 
and  to  permanent  signs  below  the  belt  course  at  the  sill 
line  of  the  1st  story  windows;  that  no  signs  shall  be  per¬ 
mitted  overhanging  the  building  line  and  no  sign  erected 
on  the  Concourse;  that  all  permits  shall  be  obtained  and 
all  work  completed  within  one  year  from  the  date  of 
this  action. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS 
341-36-A. 

APPLICANT — M.  H.  Korn,  for  The  Texas  Company, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1749-1753  Flatbush  avenue, 
southeast  corner  of  Avenue  J  ('Block  No.  7617, 
Lot  No.  80),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  B.  Lynch. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  December  8,  1936, 
at  2  P.M.  to  submit  new  drawing. 


301 -36- A. 

APPLICANT — Margaret  Farrell,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 619-621-623  East  163rd  street, 
north  side,  60  ft.  west  of  Cauldwell  avenue  and 
606-608  Teasdale  place,  (Block  2621,  Lot  Nos.  29, 
30,  31,  18  and  20),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Edmond  B.  Butler,  Dominick  Far¬ 
rell,  Edward  H.  Rowan  and  George  Rail. 
ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.  for  further  consideration  by  the  board. 


323-36-A. 

A I  PLICANT — Slee  and  Bryson,  for  The  Towers  Man¬ 
agement  Corporation,  lessee. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 21-29  Clark  street  and  79-99 
Willow  street,  northeast  corner  (Block  No.  230, 
Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  B.  Meridith  Langstaff. 

F°r  Administration :  Assistant  Engineer  Benjamin 

.  ~^a^:^Tian’  Department  of  Buildings. 

Cbp  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 
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Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Deputy  Chief  Ross  4 
Absent  .  o 

THE  RESOLUTION— 

(323-36-A) 

Whereas,  Slee  &  Bryson,  for  the  Towers  Management 
Corporation,  lessee,  filed  October  30,  1936,  an  appeal  from 
a  decision  of  the  commissioner  of  buildings,  affecting 
premises  21-29  Clark  street,  79-99  Willow  street,  northeast 
corner  (Block  No.  230,  Lot  No.  1),  Borough  of  Brooklyn; 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  October  21,  1936,  issued  on  E.  S.  App.  No.  11425-36, 
reads  as  follows : 

“Proposed  electric  sign  to  be  erected  in  residential 
district  is  contrary  to  art.  II,  sect.  3  of  zone  reso¬ 
lution.” 

and 

Whereas,  the  premises  in  question,  located  in  a  resi¬ 
dence  use  district,  consists  of  a  fireproof  hotel  erected 
in  1927,  sixteen  (16)  stories,  200  ft.  in  height,  100  by  200 
ft.  in  area;  occupied:  cellar,  boiler-room,  basement,  ball¬ 
room;  1st  story,  lobby  and  dining  rooms  and  above  as 
sleeping  and  living  rooms,  for  which  Certificate  of  Occu¬ 
pancy  No.  468%  was  issued  on  October  7,  1927;  and 

Whereas,  the  applicant  contends  that  the  proposed  sign 
contains  one  word  :  TOWERS.  Six  letters  of  neon  tubing 
channeled  in  copper,  each  letter  weighing  100  lbs.  or  less ; 
tilted  backward  at  a  15°  angle;  resting  on  brick  and  stone 
ledge,  firmly  fixed  to  the  brick  and  steel  parapet.  The 
light  is  dark  blue  and  inoffensive  to  the  most  fastidious. 
The  light  is  steady  and  does  not  flash  on  and  off  inter¬ 
mittently.  The  whole  sign  is  two  hundred  feet  above  the 
street  level  and  sixteen  feet  inside  the  lot  line  and  not 
upon  the  roof  but  upon  the  wall  of  the  building.  The 
application  for  an  alteration  by  the  attachment  of  a  sign 
to  the  building,  pursuant  to  sec.  214,  ch.  23  of  the  Code 
of  Ordinances  of  the  City  of  New  York  was  made  at  the 
especial  request  of  the  building  commissioner  of  Brook¬ 
lyn.  The  applicant  at  the  same  time  pointed  out  to  the 
commissioner  that  the  latter  does  not  seem  to  have  juris¬ 
diction  over  wall  signs  and  particularly  wall  signs  within 
the  property  line.  The  application  has  been  denied  on 
the  sole  ground  that  the  “proposed  electric  sign  to  be 
erected  in  residential  district  is  contrary  to  art.  II,  sec.  3 
of  the  zone  resolution.  The  business  of  operating  a 
hotel  is  specificially  permitted  by  the  said  section  3.  A 
sign  bearing  the  name  of  the  hotel  is,  and  has  been  for  a 
thousand  years,  an  accessory  use  customarily  incident  to 
the  operation  of  a  hotel  or  inn;  and 

Whereas,  the  premises  in  question  was  the  subject  of 
an  inspection  by  a  committee  of  the  board  report  of  which 
inspection  was  read  at  this  hearing  and  which  report 
follows : 

REPORT  OF  COMMITTEE 
Cal.  No.  323-36-A 

d  owers  Hotel,  Clarke,  Willow  and  Pineapple  streets 
Brooklyn. 

This  application  is  not  for  a  zoning  variance  but 
tor  a  review  of  a  decision  by  the  commissioner  of 
buildings  that  a  proposed  blue  neon  illuminated  sign 
50  feet  long  and  9  feet  high,  proposed  to  be  erected 
on  a  setback  portion  of  the  roof  and  within  approxi¬ 
mately  18  feet  below  the  highest  point  of  the  building 
is  contrary  to  article  II,  section  3,  of  the  building 
zone  resolution. 

.The .  sign  has  been  actually  erected  without  a  per¬ 
mit  being  issued  by  the  commissioner  of  buildings  as 
indicated  on  photographs  filed  with  this  appeal  and  as 
observed  by  the  committee  of  inspection.  It  is  at¬ 
tached  to  the  northerly  side  of  the  building  fourteen 
teet  in  from  the  building  line  of  Pineapple  street  on 
which  the  building  also  fronts.  The  sign  is  approxi- 
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mately  200  feet  above  street  grade.  The  question  has 
arisen  as  to  whether  this  sign  is  or  is  not  so  located 
as  to  require  a  permit  under  the  Code  of  Ordinances 
inasmuch  as  it  does  not  overhang  the  building  line ; 
but  this  question  is  immaterial  as  the  question  pre¬ 
sented  here  is  whether  this  sign  is  a  usual  accessory 
to  a  hotel  building  permitted  in  a  district  zoned  for 
residence  use,  under  article  II,  section  3,  which  reads : 

“Residence  Districts.  In  a  residence  district  no 
building  shall  be  erected  other  than  a  building, 
with  its  usual  accessories,  arranged,  intended  or 
designed  exclusively  for  one  or  more  of  the  fol¬ 
lowing  specified  uses : 

(1)  Dwellings,  which  shall  include  dwellings 
for  one  or  more  families  and  boarding  houses  and 
also  hotels  which  have  thirty  or  more  sleeping 
rooms.” 

A  zoning  appeal,  affecting  this  same  hotel,  was  be¬ 
fore  the  board  under  Cal.  No.  6-32-BZ.  At  that  time, 
the  sign  then  proposed  was  to  be  erected  7  feet  above 
the  highest  point  of  the  roof  on  a  skeleton  frame 
work  with  a  sign  70  x  30  also  facing  north  only,  but 
similarly  illuminated  with  neon  electric  letters  reading 
“Towers  Hotel.”  After  hearing  on  the  proposed 
variance,  the  board  denied  that  application  on  October 
14,  1932.  While  the  board’s  opinion  was  based  on  the 
question  whether  an  unnecessary  hardship  existed 
under  section  21  and  cited  guiding  decisions  of  the 
court,  the  following,  stated  by  the  committee  of  the 
board  at  that  time,  is  pertinent  to  the  present  appeal : 

“The  question  of  whether  or  not  the  proposed 
sign  is  a  prohibited  use  in  a  residence  district  is 
not  before  the  board  for  its  determination  as  the 
applicant  having  accepted  the  building  superin¬ 
tendent’s  decision  on  that  question,  is  appealing 
from  that  decision  for  a  variation  of  the  building 
zone  resolution  to  permit  the  erection  oi  the  pro¬ 
posed  sign  under  section  21,  hardship.” 

and  also — 

“If  the  board  favorably  considered  this  appli¬ 
cation,  it  would  undoubtedly  have  a  very  serious 
effect  on  numerous  other  residential  districts 
throughout  the  Greater  City,  in  that  the  granting 
of  this  appeal  would  very  rightly  be  used  as  a 
precedent  for  similar  variations  on  hotels,  apart¬ 
ment  hotels,  apartment  houses,  etc.,  in  residential 
districts.  This  in  our  opinion  would  change  some 
of  our  restricted  residential  districts  to  more  or 
less  ‘white  light  districts’  and  defeat  the  object 
and  intent  of  a  residence  use  district  as  provided 
in  the  building  zone  resolution.  Such  district  was 
evidently  intended  to  assure,  as  far  as  practicable, 
peace,  health  and  comfort  for  those  persons  living 
therein.” 

On  a  mandamus  order  to  force  the  commissioner 
of  buildings  to  approve  an  application  for  permit  for 
an  illuminated  sign  on  the  Towers  Hotel  (which  he 
and  the  board  of  buildings  had  denied),  the  Court 
of  Appeals  reversed  the  lower  courts  which  had  issued 
and  approved  the  order,  stating  that  the  order  was 
improperly  granted  as  the  petitioner  had  failed  to  first 
exhaust  its  remedy  by  appeal  to  the  Board  of  Stand¬ 
ards  and  Appeals. 

The  committee  concurs  with  the  opinion  quoted 
above  by  this  board  in  1932  and  is  of  the  opinion  that 
an  illuminated  sign  of  the  type  proposed  is  not  a 
usual  accessory  to  a  hotel  building  permitted  in  a 
residence  district.  People  still  enter  hotels  through 
the  main  doorways  provided  and,  for  convenience  of 
identification,  the  usual  sign  of  reasonable  size  denot¬ 
ing  that  the  building  is  a  hotel  should  be  permitted 
at  the  entrances,  but  such  signs  should  not  present  a 


commercial  appearance  or  be  primarily  for  advertis¬ 
ing  display. 

The  committee  recommends  denial. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

PATRICK  WALSH  concurring. 

and 

Whereas,  this  report  recommended  the  denial  of  this 
application. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


332-36-A. 

APPLICANT— Kings  Laboratories,  Inc.,  lessee,  for  Grace 
A.  Fraser  and  Estate  of  Caroline  W.  Fraser, 
owners. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 4005  Dyre  avenue,  northwest 
corner  of  Dark  street  (Block  No.  4969,  Lot  No. 
19),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Morton  M.  Barrett. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(332-36-A) 

Whereas,  Kings  Laboratories,  Inc.,  lessee,  for  Grace  A. 
Fraser  &  Estate  of  Caroline  W.  Fraser,  owners,  filed  No¬ 
vember  6,  1936,  an  appeal  from  an  order  of  the  fire  com¬ 
missioner  affecting  premises  4005  Dyre  avenue,  northwest 
corner  Dark  street  (Block  No.  4969,  Lot  No.  19),  Borough 
of  The  Bronx ;  and 

Whereas,  the  order,  No.  3654-LC,  of  the  fire  commis¬ 
sioner,  dated  October  16,  1936,  reads : 

“With  reference  to  your  application  dated  November 
29,  1936,  for  a  permit  to  manufacture  an  inflammable 
mixture  at  above  location,  I  regret  to  inform  you  that 
I  am  without  power  to  grant  such  a  permit  for  the 
reason:  Section  131-2A,  chapter  10,  Code  of  Ordi¬ 
nances,  prohibits  the  issuance  of  such  a  permit  for 
any  building  that  is  within  50  ft.  of  any  building  where 
the  public  assemble,  namely,  ‘church’. 

“You  are  therefore,  hereby,  ordered  to : 

1.  Discontinue  the  manufacture  of  an  inflammable 
mixture  on  these  premises  in  violation  of  the 
provisions  of  the  Code  of  Ordinances.” 

and 

Whereas,  the  premises  in  question  consist  of  a  non- 
fireproof  building,  one  story  in  height,  50  ft.  by  24  ft.  in 
area;  located  at  the  rear  of  the  lot  and  occupied  as  fol¬ 
lows:  Cellar,  boiler  room,  (unused);  first  floor,  south  sec¬ 
tion,  offices;  north  section,  vacant;  two  center  sections — 
storage  of  metal  tubes  and  storage  of  combustible  mixture 
and  filling  of  metal  tubes;  and 

Whereas,  it  is  proposed  to  separate  the  center  section 
from  the  balance  of  the  building  by  bricking  up  the  pres¬ 
ent  opening  in  dividing  wall  and  to  occupy  the  section  which 
is  located  approximately  14  ft.  south  from  the  northerly 
line  of  the  building  for  the  storage  of  150-gallon  drums 
of  Dupont  film  cement  (Butyl  Acetate,  denatured  alcohol)  ; 
and 
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Whereas,  the  applicant  contends  that  the  building,  which 
is  the  cause  of  the  exposure  in  question  is  an  extension 
to  a  church  building  which  is  located  on  the  south  side  of 
Dark  street  directly  opposite  the  premises  in  question  and 
that  the  extension  of  the  church  building  which  is  a  por¬ 
tion  within  SO  ft.  of  the  premises  in  question  exists  in  the 
bed  of  a  city  street,  and  that  the  portion  of  the  building  in 
which  the  combustible  mixture  will  be  stored  will  be  more 
than  50  ft.  from  the  place  of  public  assembly  and  will  be 
separated  by  the  office  portion  and  the  portion  devoted 
to  the  storage  of  metal  tubes  only. 

Resolved ,  that  the  order,  No.  3654-LC,  of  the  fire  com¬ 
missioner,  dated  October  16,  1936,  be  and  it  hereby  is 
modified,  and  the  appeal  be  and  it  hereby  is  granted  on 
condition  that  no  combustible  mixture  shall  be  stored  in 
any  part  of  the  building  that  is  within  50  ft.  of  the  church 
building;  that  the  combustible  mixture  proposed  to  be  stored 
shall  not  exceed  at  any  one  time  a  total  weight  of  300 
lbs. ;  that  such  portable  fire  appliances  shall  be  maintained 
as  the  commissioner  shall  direct;  that  the  person  in  charge 
shall  hold  Certificate  of  Fitness;  that  the  building  shall 
not  be  increased  in  height  or  area;  and  that  in  all  other 
respects  all  rules  and  regulations  applicable  thereto  shall  be 
complied  with. 


346-36-A. 

APPLICANT — David  Kaufman,  for  Charles  D.  Jaffee 
Co.,  Inc.,  lessee. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 31-45  West  18th  street,  34 
West  19th  street  and  612-632  Sixth  avenue  (6th 
floor,  northeast  corner  of  building),  (Block  No. 
820,  Lot  No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  David  Kaufman. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

AC  1  ION  OF  BOARD — Appeal  granted  on  condition 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  4 

Negative  .  q 

Absent  . 0 

THE  RESOLUTION— 


(346-36-A) 

Whereas,  David  Kaufman  for  Charles  D.  Jaffee  Co. 
Inc.,  lessee,  filed  November  9,  1936,  an  appeal  from  a  de- 
^iS1?rn  the  comm'Ssioner  of  buildings,  affecting  premises 
31-45  West  18th  street,  34  West  19th  street,  and  612-632 

xt  oXnnlie  <"ortheast  corner  building,  6th  floor)  (Block 
No.  820,  Lot  No.  1),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  November  2,  1936,  Application  No.  961-1936  reads’ 
as  follows : 


“1.  Proposed  system  is  in  violation  of  Oil  Burner 
(W-ic  b  C-  See  also  Cal.  22-36,  p.  290,  Bulletin  10,  vol. 
NXi.  March  10,  1936.  No  further  examination  made 
at  this  time.” 


Whereas,  the  premises  in  question  consist  of  a  six  story 
fireproof  building,  100  ft.  in  height,  184  by  460  ft.  in  area, 
erected  in  1910  and  now  located  in  an  unrestricted  use 
district;  OCCUPIED,  cellar,  storage  and  boiler  room,  20 
persons ;  first  floor,  stores,  80  persons ;  second  floor,  manu¬ 
facturing  and  artificial  flowers,  60  persons;  third  floor,  of- 
fices  (W.P.A.)  90  persons;  fourth  floor,  same,  90  persons; 
fifth  floor  manufacture  of  clothing,  90  persons;  sixth 
floor,  manufacturing  of  clothing  and  offices,  100  persons- 
and  ’ 


Whereas,  certificate  of  occupancy  No.  5181-1922,  was 


issued  for  stores  on  the  first  floor  and  factory  above;  and 

W  hereas,  it  is  proposed  to  locate  in  the  large  elevator 
hall  on  the  northeast  corner,  sixth  story,  a  fireproof  boiler 
room,  10  ft.  by  18  ft.  6  in.,  which  will  house  3  high  pres¬ 
sure  boilers  of  10  horse  power  capacity,  heated  by  means 
of  oil  burners,  fed  from  a  5  gallon  auxiliary  tank  which 
in  turn  will  be  fed  from  a  1080  gallon  tank  in  the  cellar 
by  means  of  a  pump ;  the  cellar  tank  will  be  enclosed  in 
6  inch  concrete  and  the  suction  and  return  lines  will  be 
encased  in  3  in.  wrought  iron  pipe,  and  the  suction  and 
return  lines  will  be  in. ;  and 

Whereas,  the  applicant  contends  that  the  use  of  the 
boilers  in  question  is  necessary  for  the  generation  of  high 
pressure  steam  required  in  pressing  in  connection  with 
the  manufacture  of  clothing  to  be  carried  on  on  the  prem¬ 
ises;  and 

Whereas,  rule  8,  section  C  of  the  Oil  Burner  Rules 
provides  that  the  extension  on  floors  more  than  50  ft.  in 
height  must  be  submitted  to  the  Board  of  Standards  and 
Appeals. 

Resok'ed,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified  in  connection  with  App. 
No.  961-1936,  modifying  the  requirements  of  rule  8  of  the 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Appeals 
as  to  height  only  and  permitting  the  installation  of  the 
equipment  generally  as  indicated  on  plans  filed  with  this 
appeal,  on  condition  that  the  storage  tank  shall  be  located 
m  the  cellar  properly  enclosed  in  accordance  with  the 
Rules  and  in  as  close  proximity  as  possible  to  similar 
storage  tanks  used  by  other  tenants;  that  the  room  form¬ 
ing  enclosure  of  the  boilers  shall  be  constructed  of  not 
less  than  6-in.  terra  cotta  block;  that  entrance  thereto 
shall  be  protected  with  Underwriters  fireproof  door  with 
opening  from  loft  side  not  less  than  6  ft  from  service  ele¬ 
vator  ;  that  window  from  boiler  room,  opening  from  West 
19th  street,  shall  be  fireproof  and  self-closing;  that  this 
installation  shall  at  all  times  be  under  the  supervision  of 
the  person  holding  a  Certificate  of  Fitness;  that  the  oil¬ 
burning  boilers  shall  be  installed  on  a  base  of  ventilated 
brick  placed  upon  a  concrete  floor ;  that  an  approved  pump 
shall  be  used,  the  pressure  thereof  shall  not  exceed  60  lbs. 
per  square  inch ;  that  suction  and  return  lines  shall  be 
enclosed  at  all  points  with  wrought  iron  pipe  and  so  in¬ 
stalled  as  to  be  protected  from  damage  at  all  points;  and 
that  in  all  other  respects  the  installation  shall  comply  with 
all  the  rules  and  regulations  applicable  thereto. 


348-34-A. 


APPLICANT — Samuel  Rosenblum,  for  The  Mantrose 
Corporation,  owner. 

SUBJECT — Application  for  reopening — extension  of  per- 
mfl— re  Appeal  from  an  order  of  the  fire  com¬ 
missioner. 

PREMISES  AFFECTED— 136  41st  street,  south  side,  240 
ft.  east  of  1st  avenue  (Block  No.  716,  Lot  No. 
20),  Borough  of  Brooklyn. 

APPEARANCES— 


For  Administration:  Inspector  Meyer,  Fire  Dept. 
AC  I  ION  OF  BOARD — Appeal  reopened  and  permit  ex¬ 
tended. 


THE 


THE 


VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  . 

Negative  . 

Absent  . 

VOTE  TO  EXTEND  PERMIT— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  . 

Negative  . 

Absent  . 


4 

0 

0 


4 

0 

0 
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the  resolution— 

(348-34-A) 

Whereas,  this  appeal  affecting  premises  136  41st  street, 
south  side,  240  ft.  east  of  1st  avenue  (Block  No.  716,  Lot 
No.  20),  Borough  of  Brooklyn,  was  granted  by  the  board 
June  18,  1935  on  certain  conditions,  and  amended  Novem¬ 
ber  19,  1935,  and  applicant  requested  an  amendment  of  the 
resolution  so  that  the  period  of  the  storage  of  chlorine  in 
one  ton  cylinders  be  extended  for  another  year. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  November  19,  1935,  to  per¬ 
mit  this  use  to  continue  for  one  year  from  November  19, 
1936,  on  condition  that  in  all  other  respects  the  amended 
resolution  adopted  by  the  board  on  November  19,  1935, 
shall  be  complied  with ;  and  on  the  further  condition  that 
the  caustic  soda  tanks  required  to  be  installed  shall  be 
kept  full  of  caustic  soda  at  all  times. 


276-36-A. 

APPLICANT— Benjamin  M.  Sylvan,  for  M.  S.  P.  Estates, 
Inc.,  owner. 

SUBJECT— Application  for  reopening— reconsideration— 
re  Appeal  from  a  decision  of  the  commissioner  of 
buildings.  . 

PREMISES  AFFECTED— 94  Bowery,  west  side,  50  ft. 

8  in.  north  of  Hester  street  (Block  No.  239,  Lot 
No.  36),  Borough  of  Manhattan. 

APPEARANCES—  „  ,  .  , 

For  Applicant:  Benjamin  M.  Sylvan,  Charles  A. 

Cohen. 

For  Opposition:  George  G.  Lake,  Henry  Alexan¬ 
der  and  Samuel  Rosenblum. 

For  Administration :  Engineer  Samuel  Becker,  De¬ 
partment  of  Buildings. 

ACTION  OF  BOARD— Appeal  reopened,  previous  action 
of  the  board  reconsidered,  as  to  fireproof  passage¬ 
way  and  appeal  granted  revoking  permit. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  4 

Negative  .  ® 

Absent  . •••••••<•••••••••••  vi 

THE  VOTE  TO  RECONSIDER  ACTION  OF  THE 
BOARD  OF  OCT.  27,  1936- 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  4 

Negative  .  ~ 

Absent  . * .  0 

THE  VOTE  TO  GRANT  APPEAL  REVOKING  PER¬ 
MIT—  ,  ,  „ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  . 4 

Negative  .  ~ 

Absent  .  0 

THE  RESOLUTION— 

(276-36-A) 

Whereas,  George  G.  Lake,  on  behalf  of  Frank  Licato 
an  adjoining  owner,  filed  September  16,  1936,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings  and  a 
decision  of  the  board  of  buildings,  affecting  premises  94 
Bowery,  west  side,  50  ft.  8  in.  north  of  Hester  street 
(Block  No.  239,  Lot  No.  36),  Borough  of  Manhattan;  and 
Whereas,  the  amendment  made  June  22,  1936  to  Alt. 
Applic.  No.  3346-1935,  items  6  and  9,  reads  as  follows : 

“6  Request  reconsideration  of  this  objection  inas¬ 
much  as  there  is  no  fire  escape  at  rear  of  building  and 
roof  of  store  extension  covering  the  entire  yard  will 
be  fireproof  construction. 


“9.  Respectfully  request  reconsideration  of  this  ob¬ 
jection  as  beds  will  be  enclosed  with  6  ft.  6  in.  high 
dwarf  screens  (cubicles).” 
and  _ 

Whereas,  objections  on  Alt.  Applic.  No.  3346-1935,  dis¬ 
approved  December  20,  1935,  Nos.  6  and  9,  read  as  follows: 

“6.  Fireproof  passage  from  street  to  yard  is  re¬ 
quired,  section  26-31  M.D.  law.” 

“9.  Cubicles  do  not  conform  to  room  sizes  as  re¬ 
quired  under  section  31.” 

and 

Whereas,  the  decision  of  the  board  of  buildings,  dated 
August  20,  1936,  Appeal  No.  190-36,  sustained  the  approval 
on  July  8,  1936  given  by  the  commissioner  of  buildings  to 
the  reconsideration  of  objections  6  and  9,  as  noted  above, 


reads  as  follows: 

“A-190/36  August  20,  1936 

BOARD  OF  BUILDINGS 
APPLICATION  FOR  REVOCATION  OF  AP¬ 
PROVAL  OF  PLANS  AND  ISSUANCE 
OF  PERMIT  IN  RELATION  TO 
ALTERATION  3346/35 

APPELLANT— Georsze  G.  Lake.  7  East  42nd  street, 


New  York  City. 

SUBJECT^Application  for  revocation  of  approval  of 
plans  and  issuance  of  permit  in  relation  to 
Alt.  3346/35. 

PREMISES  AFFECTED— 94  Bowery,  Borough  of 
Manhattan,  Alt.  3346/35. 

APPEARANCES — George  Lake. 

ACTION  OF  THE  BOARD— Application  for  revoca¬ 


tion  denied. 

THE  VOTE  TO  DENY— Affirmative : 

Chairman  Fassler,  Commissioners  Lang¬ 
worthy  and  Reville ;  Mr.  Ripperger,  repre¬ 
senting  Commissioner  Keller  . 

Negative  . 

THE  RESOLUTION— 


Whereas,  on  August  14,  1936,  George  G.  Lake,  on 
behalf  of  Frank  Licato,  the  owner  in  fee  of  premises 
125  Bowery,  Borough  of  Manhattan,  filed  an  appeal 
for  revocation  of  approval  of  plans  and  issuance  of 
permit  in  relation  to  Alteration  3346-35  on  premises, 
94  Bowery,  Borough  of  Manhattan;  and 

Whereas,  this  appeal  was  taken  by  a  member  of 
the  Lodging  House  Association  and  not  by  the  owner ; 
and 

Whereas,  the  Board  of  Standards  and  Appeals  has 
already  ruled  upon  this  case. 

Resolved,  that  the  appeal  for  revocation  of  approval 
of  plans  and  the  issuance  of  permit  by  the  commis¬ 
sioner  of  buildings,  Borough  of  Manhattan,  be  and 
it  hereby  is  denied,  because  it  is  the  consensus  of  opin¬ 
ion  of  the  board  of  buildings  that  they  have  no  au¬ 
thority  under  the  law  to  reverse  the  action  of  the 
Board  of  Standards  and  Appeals.” 


Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  August  27,  1935,  issued  subsequent  to  the  action 
of  the  board  of  buildings,  reads  as  follows: 

“In  reply  to  your  letter  of  August  21  relative  to 
the  above  mentioned  alteration  application,  I  wish  to 
advise  you  that  I  have  checked  over  the  objections 
and  reconsiderations  outlined  in  your  letter,  and  I 
find  no  reason  for  revoking  the  permit. 

However,  if  you  feel  aggrieved,  you  have  a  right 
to  take  this  matter  to  the  Board  of  Standards  and 
Appeals.” 

Whereas,  the  building  in  question,  which  was  erected 
prior  to  1893,  is  located  in  an  unrestricted  district  and  is 
of  ordinary  brick  construction,  24  ft.  by  90  ft.  in  area,  five 
stories,  56  ft.  10  in.  in  height ;  OCCUPIED :  Cellar— stor¬ 
age;  1st  floor— store;  2nd  to  5th  floors— lodging  house— 30 
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persons  per  floor,  for  which  a  certificate  of  occupancy  has 
not  been  issued;  and 

Whereas,  the  applicant  contends  that  “under  alteration 
No.  3346,  for  the  year  1935,  Benjamin  M.  Sylvan,  an  ar¬ 
chitect  acting  on  behalf  of  the  owner,  filed  plans  for  a 
proposed  alteration  of  the  building  from  a  loft  building 
to  a  lodging  house;  that  after  examination  of  the  pro¬ 
posed  plans  by  the  examiner  for  the  commissioner  of 
buildings  for  the  Borough  of  Manhattan,  twenty  objec¬ 
tions  were  filed;  that  only  three  of  these  objections  con¬ 
cern  the  subject  in  question,  namely,  objections  Nos.  2,  6 
and  9,  which  were  as  follows : 

“2.  This  building  should  be  of  fireproof  construc¬ 
tion,  section  72  of  the  building  code.” 

“6.  A  fireproof  passage  from  street  to  yard  is  re¬ 
quired.” 

“9.  Cubicles  do  not  conform  to  room  size  as  re¬ 
quired  under  section  31.” 

that  on  March  12,  1936,  Mr.  Sylvan,  on  behalf  of  the 
owner,  appealed  to  the  board  of  buildings  for  a  modifica¬ 
tion  of  objection  No.  2;  that  no  appeal  was  ever  taken  by 
the  owner  from  any  of  the  other  objections;  that  objection 
No.  2  was  sustained  by  the  board  of  buildings,  and  the 
action  of  the  commissioner  of  buildings  for  the  Borough 
of  Manhattan  was  affirmed;  that  thereafter  the  owner 
appealed  to  the  Board  of  Standards  and  Appeals  arguing 
only  this  item,  and  insisting  that  the  building  did  not 
have  to  be  fireproof  by  reason  of  the  fact  that  the  dormi¬ 
tories  were  open  dormitories  and  the  building  consequently 
had  only  four  sleeping  rooms  and  not  fifteen;  that  upon 
the  argument  of  the  appeal,  the  architect,  appealing  on 
behalf  of  the  owner,  stated  and  made  clear  to  the  Board 
of  Standards  and  Appeals  that  all  of  the  other  provisions 
of  the  multiple  dwelling  law  would  be  complied  with;  that 
the  owner  never  contended  before  this  that  any  objection 
other  than  objection  No.  2  was  improperly  taken;  that 
thereafter  on  June  9,  1936,  the  Board  of  Standards  and 
Appeals,  in  determining  the  appeal  (130-36A),  reversed 
the  action  of  the  board  of  buildings  and  held  that  the 
building  did  not  have  to  be  fireproof;  that  the  resolution, 
as  shown  in  the  Bulletin  of  the  Board  of  Standards  and 
Appeals  dated  June  16,  1936,  contained  the  following  sig¬ 
nificant  statement : 

“Whereas  the  applicant  states  that  the  existing  build¬ 
ing  will  be  reconstructed  to  comply  with  the  multiple 
dwelling  law  under  section  8,  paragraph  1,  without 
deviation  therefrom.” 

That  after  the  action  of  the  Board  of  Standards  and 
Appeals  in  reversing  objection  No.  2,  the  architect  prompt¬ 
ly  applied  to  the  commissioner  of  buildings  for  the  Bor¬ 
ough  of  Manhattan  for  a  reconsideration  of  objections 
No.  6  and  No.  9,  in  the  following  language: 

“6.  Request  reconsideration  of  this  objection  inas¬ 
much  as  there  is  no  fire  escape  at  rear  of  building  and 
the  roof  of  the  store  extension  covering  the  entire 
yard  will  be  made  fireproof  construction.” 

“9.  Respectfully  request  reconsideration  of  this  ob¬ 
jection  as  beds  will  be  enclosed  with  6  ft.  6  in.  high 
dwarf  screens  (cubicles).” 

•  ^at  it  will  be  noted  that  the  owner,  at  all  times  pre¬ 
vious  thereto,  admitted  that  these  objections  were  well 
taken;  that  nevertheless,  the  commissioner  of  buildings 
for  the  Borough  of  Manhattan  granted  reconsideration  of 
these  two  objections  and  waived  them;  that  the  appellant 
herein  thereafter  took  an  appeal  to  the  board  of  buildings 
irom  the  action  of  the  commissioner;  that  the  board  of 
buildings  on  August  20,  1936,  adopted  the  following  reso- 


YVhereas,  on  August  14,  1936,  George  G.  Lake,  on 
behalf  of  brank  Licato,  the  owner  in  fee  of  premises 
Bowery,  Borough  of  Manhattan,  filed  an  appeal 
tor  revocation  of  approval  of  plans  and  issuance  of 
permit  in  relation  to  alteration  3346-35  on  premises 
94  Bowery,  Borough  of  Manhattan;  and 

Whereas,  this  appeal  was  taken  by  a  member  of 


the  Lodging  House  Association  and  not  by  the  owner; 
and 


Whereas,  the  Board  of  Standards  and  Appeals  has 
already  ruled  upon  this  case. 

Resolved,  that  the  appeal  for  revocation  of  approval 
of  plans  and  the  issuance  of  permit  by  the  commis¬ 
sioner  of  buildings,  Borough  of  Manhattan,  be  and 
it  hereby  is  denied,  because  it  is  the  consensus  of 
opinion  of  the  board  of  buildings  that  they  have  no 
authority  under  the  law  to  reverse  the  action  of  the 
Board  of  Standards  and  Appeals.” 

That  this  resolution  is  somewhat  difficult  of  compre¬ 
hension  as  the  Board  of  Standards  and  Appeals  not  only 
did  not  have  objections  No.  6  and  No.  9  before  it,  but 
the  owner  conceded  before  the  board  that  these  objections, 
No.  6  and  No.  9,  were  well  taken;  that  after  the  decision 
of  the  board  of  buildings  the  appellant  herein  applied  to 
the  commissioner  of  buildings  for  the  Borough  of  Man¬ 
hattan  for  reconsideration ;  that  this  reconsideration  was 
refused  ;  that  the  fire  proof  passage  from  street  to  yard 
is  required  under  section  26,  subdivision  3  (i)  of  the  mul¬ 
tiple  dwelling  law,  and  the  commissioner  had  no  power 
to  waive  this  requirement;  that  section  32  of  the  multiple 
dwelling  law  prohibits  the  use  of  cubicles;  that  further¬ 
more,  if  cubicles  be  permitted,  the  same  must  be  consid¬ 
ered  rooms,  and  in  that  event  the  building  will  contain 
more  than  fifteen  rooms  and  must  be  fireproof  under  sec¬ 
tion  72  of  the  building  code;  that  on  December  4,  1934  in 
acting  upon  appeal  No.  298-34-A,  the  Board  of  Standards 
and  Appeals  held  that, where  a  loft  building  exceeds  40  ft. 
in  height,  it  must  be  fireproof  throughout  on  conversion 
to  a  lodging  house;  that  in  that  appeal,  however,  the 
owner  had  broken  up  the  floors  into  cubicles;  that  this 
decision  was  called  to  the  attention  of  the  Board  of 
.  tandards  and  Appeals  when  130-36-A,  the  previous  ap¬ 
peal  herein,  was  argued  and  was  distinguished  upon  the 
ground  that  cubicles  constituted  rooms  and  that  the  prior 
decision  was  consequently  not  a  precedent  as  there,  more 
than  fifteen  sleeping  rooms  were  involved;  that  the 'owner 
in  the  present  case  concedes  that  the  interposition  of 
screens  if  allowed  would  make  the  rooms  cubicles,  as  in 
his  very  request  for  reconsideration  the  owner  used  the 
word  “cubicle”;  that  cubicles  are  not  permitted  at  all  but 
that  if  they  are  permitted,  they  must  be  considered  rooms 
in  interpreting  the  provision  of  section  72  of  the  building 
code,  and  that  consequently,  if  the  owner  desires  to  put 
up  screens,  the  building  must  be  made  fireproof.  That 
the  decision  of  the  board  of  buildings  dated  August  20, 
lAio  must  at  all  events  be  reversed  as  incorrect;  that  the 
appeal  should  be  allowed,  the  decisions  of  the  commission¬ 
er  of  buildings  and  of  the  board  of  buildings  should  be 
reversed,  and  objections  No.  6  and  No.  9  should  be  rein¬ 
stated, 
and 

Whereas,  these  premises  were  the  subject  of  a  report 
by  a  committee  of  the  board,  which  report  was  read  at  this 
nearing  and  which  report  follows : 

REPORT  OF  COMMITTEE 


Pri™se.s:  94  Bowery,  Borough  of  Manhattan. 

ihis  is  an  appeal  brought  by  an  adjacent  property 
rW-?j-r  *°  ,rev4ew  an  action  by  the  commissioner  of 
buildings  in  carrying  out  a  decision  of  the  board  of 
building  commissioners  varying  the  requirements  of 
the  multiple  dwelling  law.  The  plans  were  filed  under 
alteration  3346  of  1935  and  twenty  objections  were 
made  by  the  examiner.  Objection  No.  2,  in  which  it 
was  required  that  the  building  should  be  fireproof 
under  section  72  of  the  building  code,  was  passed  on 
y  the  hoard  of  buildings.  A  further  objection.  No.  9 
was  raised  that  “cubicles  do  not  conform  to  room  size 
as  required  under  section  31”  of  the  multiple  dwelling 
law.  An  appeal  was  taken  to  the  Board  of  Standards 
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and  Appeals  under  its  Cal.  No.  130-36-A,  upon  the  deci-  tober  27,  1936,  and  applicant  requested  a  reopening  of  the 

sion  of  the  board  of  buildings  upholding  the  interpre-  case ;  and 

tation  of  the  commissioner  as  to  objection  No.  2.  Whereas,  the  application  was  reopened  to  permit  re- 

Prior  to  this  appeal  being  filed  with  the  Board  of  consideration  of  a  new  plan  and  a  new  determination  by 

Standards  and  Appeals,  the  plans  were  amended  to  the  commissioner  of  buildings  as  to  the  required  fireproof 
omit  the  cubicle  partitions,  so  that  before  the:  board  passage  from  yard  to  street;  and 

was  the  question:  Does  section  72,  subdivision  C,  re-  Whereas,  in  the  opinion  of  the  board  the  new  plan  corn- 
quire  the  building  to  be  fireproof  if  it  is  more  an  plies  technically  with  the  requirements  of  section  26-3 (i) 

40  ft.  in  height  but  has  less  than  fifteen  s  eepmg  Qf  ^  Multiple  Dwelling  Law  in  the  absence  of  rear  fire- 
rooms?”  The  board  decided  on  June  9,  1936,  under  escapes .  and 

Cal.  No.  130-36-A,  that  it  does  not  require  such  a  _  .  .  ... 

residential  building  to  be  fireproof  under  the  building  Wheksas,  the  board  reaffirms  its  previous  decision  as 
code  section  72.  The  record  before  the  board  is  clear  to  the  Regality  of  use  of.  cublcler  partitions  proposed  and 
that  each  floor  was  to  be  an  unsubdivided  open  dormi-  approved  by  the  commissioner  of  buildings;  and 

tory  and  also  that  the  area  of  the  building  was  less  Whereas,  brief  filed  at  the  hearing  on  December  1, 

than  2  500  sq.  ft.  1936,  by  the  attorney  for  the  owner  was  received  and  con- 

Later,  the  plans  were  again  amended  on  June  22,  sidered  by  the  board,  only  so  far  as  it  had  reference  to  the 

1936,  to  include  the  cubicle  partitions  and  the  com-  matter  of  cubicle  partitions. 

missioner  was  asked  to  reconsider  this  objection,  No.  Resolved,  that  the  decisions  of  the  commissioner  of 
9,  and  also  another  objection,  No.  6,  permitting  the  buildings  and  the  board  of  buildings  be  and  they  hereby 
omission  of  a  fire  passage  from  the  rear  yard.  These  are  reversed  and  that  the  appeal  be  and  it  hereby  is 
objections  were  removed  and  the  amended  applica-  granted,  revoking  the  permit,  except  insofar  as  it  applies 
tion  approved  on  July  8,  1936.  On  August  20  the  to  the  revised  proposal  for  fireproof  passage  passed  upon 
board  of  buildings  sustained  the  action  of  the  com-  by  the  commissioner  of  buildings  under  date  of  November 
missioner  and  refused  to  revoke  his  action.  24,  1936,  as  to  which  the  action  of  the  commissioner  of 

Under  section  9  of  article  2  of  the  multiple  dwell-  buildings  is  hereby  reversed. 
ing  law  no  modification  or  dispensing  of  the  law  is  ______ 

permitted.  There  is  no  authority  given  in  any  law 

to  vary  the  multiple  dwelling  law  except  as  may  be  VARIATION  OF  LABOR  LAW 

specifically  provided  for  therein.  The  board  of  build¬ 
ings  have  no  power  under  section  406  or  section  411  755-23-S. 

of  the  Charter  to  sit  in  review  upon  a  decision  of  APPLICANT — Henry  G.  Steinmetz,  for  William  H. 

the  commissioner  of  buildings.  (Powell  Garage  Co.,  Winfield,  owner. 

Inc.  vs.  Murdock  et  al).  Waiving  the  requirement  SUBJECT — Application  for  reopening — amendment  —  re 

for  a  fireproof  passage  from  the  rear  yard  is  waiv-  variation  of  the  labor  law  as  cited  in  decision  of 

ing  a  requirement  applicable  to  all  buildings  here-  the  commissioner  of  buildings, 

after  erected  except  as  therein  stated  under  section  PREMISES  AFFECTED — 1022  East  178th  street,  south 
26,  subdivision  3  (1).  This  section  applies  to  this  side,  104  ft.  10  in.  west  of  Boston  road  (Block  No. 

building  under  the  requirements  of  section  8,  subdivi-  3135,  Lot  No.  23),  Borough  of  The  Bronx, 

sion  1.  There  is  no  basis  in  the  law  for  the  omis-  APPEARANCES — 

sion  of  this  fireproof  passageway  even  if  there  is  For  Applicant:  Henry  G.  Steinmetz  and  John  A. 

no  rear  fire  escape.  Restoring  the  cubicle  partitions  Steinmetz. 

voids  the  decision  of  this  board  under  Cal.  No.  130-  ACTION  OF  BOARD — Application  reopened  and  resolu- 

36-A.  Such  partitions  are  prohibited  under  section  32  tion  amended. 

unless  that  section  is  complied  with.  If  it  is  com-  THE  VOTE  TO  REOPEN — 

plied  with,  then  the  building  would  have  more  than  Affirmative:  Chairman  Murdock,  Commission- 

fifteen  sleeping  rooms  and  that  fact  plus  the  height  ers  Savage  and  Blum  and  Deputy  Chief 

in  excess  of  40  ft.  would  require  the  building  to  be  Ross  .  4 

fireproof  under  section  72.  Negative  .  0 

There  may  be  room  for  doubt  as  to  whether  cubicle  Absent  .  0 

partitions  as  proposed  6  ft.  6  in.  high  form  “rooms”  THE  VOTE  TO  AMEND  RESOLUTION — 
under  section  31  of  the  multiple  dwelling  law.  In  the  Affirmative:  Chairman  Murdock,  Commission- 

opinion  of  the  committee  cubicle  partitions  or  dwarf  ers  Savage  and  Blum  and  Deputy  Chief 

screens  as  they  are  termed  in  the  application  filed  Ross  .  4 

with  the  commissioner  of  building  in  effect  form  Negative  .  0 

rooms.  In  any  event,  permitting  them  without  com-  Absent  .  0 

plying  with  section  32  of  the  multiple  dwelling  law  is  THE  RESOLUTION _ 

illegal.  If  it  is  illegal  to  permit  them  in  this  build-  (755-23-S) 

ing,  any  argument  that  a  dormitory  with  dwarf  screens  ,,fTIrariB  ,,  .  _ 

is  more  desirable  than  an  open  dormitory,  is  beside  G  J  William  Huenerberg,  for  Mrs.  Minnie  Borger, 

the  ooint  owner,  filed,  June  15,  1923,  an  application  with  the  Board 

The  committee  recommends  that  the  appeal  be  APPeals,  for  variation  from  the  require- 

,  ,  ,  , ,  j  .  *  ,  ,,  ■  •  r  ments  ot  the  labor  law,  as  cited  in  order  of  the  suoer- 

granted  and  the  decision  of  the  commissioner  of  intendent  of  buildings,  affecting  premises  1022  East  178th 

buildings  in  approving  the  omission  of  the  passage  street>  south  sid  1Q|  |t  10  in  ^  of  Boston  road  (Block 

to  yard  and  the  installation  of  cubicle  partitions  as  No  3135t  Lot  No.  23),  Borough  of  The  Bronx;  and 

propose  set(g^need)  HARRIS  H  MURDOCK,  readsf***3’  ^  °f  ^  supenntendent  of  bmldin2s 

RRDMADn  A  caimtr™11,  “*■  Counterbalanced  stairway  must  be  provided 

^tt  t-o  G-'  TV  ^  from  lower  balcony  of  front  fire  escape  to  street  level. 

C CHARLES  M.  BLUM,  “2.  If  means  of  egress  may  be  had  to  adjoining 

PATRICK  WALbH,  _  roofs  interior  stairway  must  extend  to  roof. 

Committee.  “3.  Windows  on  course  of  fire  escape  must  be  fire- 

and  proof.” 

Whereas,  this  appeal  was  granted  by  the  board,  Oc-  and 
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Whereas,  the  building  is  of  frame  construction,  three 
stories  in  height,  25  ft  by  75  ft.  in  area.  EXITS  :  One 
interior  stairway  extending  from  1st  story  to  top  story, 
with  iron  ladder  to  scuttle  in  roof ;  stairway  unenclosed ; 
no  fire  escapes.  ROOFS  to  the  east  1  story  lower  and  to 
the  west  5  ft.  lower.  OCCUPIED :  Cellar,  store  room ; 
1st  story,  store  room  and  work  room;  2nd  story,  work 
room ;  3rd  story,  work  room ;  and 

Whereas,  applicant  contends  that  to  install  a  counter¬ 
balance  stairway  on  the  proposed  fire  escape  would  block 
exit  on  the  1st  story,  and  proposes  installing  instead  a 
counterbalance  drop  ladder  in  guides ;  and 
Whereas,  the  application  was  granted  by  the  board  at 
its  meeting  September  11,  1923,  on  certain  conditions, 
amended  December  29,  1925,  and  owner  requested  an 
amendment  of  these  conditions  as  to  occupancy,  it  being 
stated  that  the  premises  are  occupied  as  a  tenant  factory. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  application  be  and  it  hereby  is 
granted,  as  to  Item  No.  1,  on  condition  that  two  counter¬ 
balanced  drop  ladders  in  guides  extending  from  lowest 
balcony  of  fire  escape  to  street  level  shall  be  provided ; 
granted,  as  to  Item  No.  2  and  Item  No.  3,  on  condition 
that  the  occupancy  shall  not  exceed  35  persons  above  the 
1st  story  and  that  the  interior  stairway  shall  be  enclosed 
in  fire  resisting  partitions  with  self-closing  fireproof  doors 
at  openings  in  accordance  with  the  requirements  of  the 
labor  law,  and  so  long  as  conditions  otherwise  remain 
substantially  unchanged. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

352-36-SA. 

APPLICANT — Producers  Merchandising  Corp.,  agent  for 
J.  M.  Hubbard,  for  International  Oil  Burner  Co., 
owner. 

SUBJECT — International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  56,  approval  of. 

APPEARANCES— 

For  Applicant :  S.  A.  Imman. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


62-33-SA. 

APPLICANT — Florence  Stove  Company,  Owner. 
SUBJECT — Florence  Oil  Heater — Application  for  reopen¬ 
ing — change  of  model  numbers. 

APPEARANCES — 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 


Ross  .  4 

Negative  . 0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(62-33-SA) 


Whereas,  the  Florence  Stove  Company,  owner,  filed 
February  16,  1933,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals  for  approval  of  the  device  known  as  the 
Florence  Oil  Heater,  Models  KC-9;  and 
Whereas,  this  device  was  approved  by  the  board  at  its 
meeting  of  April  17,  1934,  on  certain  conditions;  and 


Whereas,  applicant  requested  an  amendment  of  the  res¬ 
olution  to  include  the  approval  of  Models  GC-6,  GC-7, 
GS-27  and  CH-28;  and 

Whereas,  these  models  were  submitted  to  the  engineer 
of  the  board  and  the  bureau  of  combustibles  of  the  fire 
department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  bureau  of  combustibles,  was  substantially  as  follows: 

These  heaters  are  of  the  Circulating  Space  Type, 
utilizing  the  same  principles  as  those  employed  in  "the 
range  burners  which  already  have  been  approved  by 
this  department. 

The  Models  GC-6  and  GC-7  are  equipped  with  a  2- 
gallon  metal  tank.  The  Model  GS-27  has  one  3-gallon 
tank  and  the  Model  CH-28  has  two  3-gallon  tanks. 
Each  tank  in  this  CH-28  has  its  own  separate  meter¬ 
ing  valves  and  one  tank  which  is  1/16  of  an  inch 
higher  than  the  other,  thus  insures  that  one  tank  will 
empty  before  the  other  starts  to  operate.  All  these 
burners  are  equipped  with  Metering  Valves  of  the 
“V”  Slot  Type,  manufactured  by  the  Florence  Stove 
Company.  Automatic  dampers  are  provided  in  the 
flue  connection  on  each  heater. 

It  is  recommended  that  these  models  be  approved 
when  installed  in  accordance  with  the  Oil  Burner 
Rules  and  in  accordance  with  certain  recommenda¬ 
tions  ; 

and 

W  hereas,  under  date  of  June  7,  1935,  applicant  requested 
the  approval  of  Models  RH-7,  RH-9  and  CH-27  which 
were  identical  with  Models  GC-7,  KC-9  and  GS-27,  except 
for  outer  casing;  and 

W^hereas,  these  devices  were  approved  by  the  board 
July  2,  1935,  and  applicant  requested  an  amendment  of 
the  resolution  to  include  new  models. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Florence  Oil 
Heater,  Models  KC-9,  GC-6,  GC-7,  GS-27,  CH-28,  also 
known  as  CH-29  and  CH-9,  and  RH-7,  RH-9  and  CH-27, 
for  use  in  domestic  and  commercial  installations  when 
installed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals  and  the  following  addi¬ 
tional  requirements : 

“1.  The  shell  of  the  burner  shall  be  air-tight  and 
that  the  valve  shall  be  so  adjusted  that  complete  com¬ 
bustion  will  take  place. 

“2.  The  fuel  control  valve  shall  have  a  fixed  stop 
attached  thereto  at  a  point  at  which  complete  com¬ 
bustion  will  be,  attained  so  as  to  prevent  the  valve 
being  opened  beyond  that  point. 

“3.  The  device  shall  bear  a  label  permanently 
affixed  reading  as  follows: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
UNDER  CAL.  NO.  62-33-SA. 

For  Use  in  New  York  City 

Only  an  Approved  Safety  Can  Shall  Be  Used  in 
Filling  This  Storage  Container. 

“4.  Floor  beneath  the  oil  burning  device  shall  be 
protected  by  a  shield  of  at  least  j4-in.  asbestos  or 
other  equivalent  material  extending  at  least  12  in.  be¬ 
yond  the  outline  of  such  device. 

“Only  safety  can?  approved  by  the  New  York  City 
Fire  Department  shall  be  used  for  the  storage  and 
filling  of  oil  containers. 

“6.  This  burner  shall  be  connected  to  a  legal  chim¬ 
ney,  in  accordance  with  the  requirements  of  section  403 
of  chapter  V  of  the  Code  of  Ordinances,  said  chimney 
to  have  a  readily  accessible  cleanout  door;  the  flue 
from  the  device  to  the  chimney  shall  be  equipped  with 
an  automatic  damper. 

“7.  That  the  fuel  oil  used  with  these  devices  shall 
be  range  oil  or -No.  1  or  No.  2  fuel  oil.” 
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172-35-SA. 

APPLICANT — Florence  Stove  Company,  owner. 
SUBJECT — Florence  Oil  Space  Heaters,  Models  PH-28 
and  PH-8. — Application  for  reopening — change  of 
model  numbers. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 

Ross  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(172-35-SA) 


Whereas,  the  Florence  Stove  Company,  owner,  filed 
June  24,  1935,  an  application  with  the  Board  of  Standards 
and  Appeals,  for  approval  of  the  device  known  as  the 
Florence  Oil  Space  Heaters,  Models  PH-28  and  PH-8; 
and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  bureau  of  combustibles,  was  substantially  as  follows  : 
MODEL  PH-28: 

This  is  a  two-burner  cabinet  Space  Heater.  The 
burner  consists  of  a  pressed  steel  pot  having  per¬ 
forated,  steel  shell  sides  7  in.  high.  The  oil  flows  to  the 
two  burners  from  two  three-gallon  metal  tanks  located 
at  the  back  of  the  cabinet.  These  tanks  are  so  ar¬ 
ranged  that  one  of  them  has  a  level  1/32  in.  higher 
than  the  other,  which  permits  of  an  equal  flow  of 
oil  from  both  tanks. 

The  top  of  the  burner  unit  is  a  cast  iron  circular 
plate.  The  supply  of  oil  is  regulated  by  metering 
valves  of  the  “V”  slot  type,  manufactured  by  the 
Worster  Taper  Pin  Company.  The  tube  is  .049  wall 
extra  heavy  copper.  These  heaters  are  flue  connected 
and  equipped  with  automatic  dampers. 

MODEL  PH-8: 

This  Space  Heater  is  identical  in  operation  with  the 
above,  with  the  exception  that  it  has  only  one  burner 
unit,  and  the  walls  of  the  cabinet  are  round  instead  of 
oblong.  The  metering  valve  is  identical  Avith  the  above, 
and  the  burner  is  equipped  with  a  horizontal  three- 
gallon  tank. 

When  the  oil  is  turned  on  full  without  lighting,  it 
rises  only  in.  in  the  top  of  the  burner.  These 
Space  Heaters  were  operated  under  actual  working 
conditions,  and  found  that  the  mechanism  and  controls 
functioned  as  designed. 

In  recommending  them  for  approval,  it  is  suggested 
that  certain  requirements  be  carried  out  in  their  in¬ 
stallation  and  incorporated  on  their  instruction  cards, 
and  that  this  approval  be  not  final  until  a  copy  of  said 
instruction  card  has  been  filed  with  the  Board  of 
Standards  and  Appeals. 

As  these  Space  Heaters  were  installed  in  accordance 
with  the  provisions  of  the  Oil  Burner  Rules  adopted 
by  the  Board  of  Standards  and  Appeals  on  July  12, 
1935,  it  is  recommended  that  same  be  approved  for 
use  in  domestic  and  commercial  installations. 

and 


Whereas,  these  devices  were  approved  by  the  board 
October  8,  1935,  and  applicant  requested  an  amendment 
of  the  resolutions  to  include  new  models. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  devices  known  as  the  Florence  Space 
Heaters,  Models  PH-28  also  known  as  Models  PC-28  and 
PC-8,  and  PH-8  also  known  as  PR-81,  PR-82  and  PR-10, 
for  domestic  and  commercial  installation,  when  installed 
in  accordance  with  the  oil  burner  rules  of  the  Board  of 
Standards  and  Appeals  and  in  accordance  with  the  follow¬ 
ing  additional  requirements  : 

1.  Only  an  approved  Safety  Can  Shall  be  used  in 

Filling  This  Storage  Container. 

2.  The  device  shall  bear  a  label  permanently  attached 
thereto  reading  as  follows : 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  In  New  York  City 
Under  Cal.  No.  172-35-SA. 

3.  Floor  beneath  oil  burner  device  shall  be  pro¬ 
tected  by  a  shield  of  at  least  inch  asbestos  or 
other  equivalent  material,  this  shield  to  extend  at 
least  12  inches  beyond  the  outline  of  the  stove  or 
range  in  which  the  device  is  installed. 

4.  The  manufacturer  or  installer  of  this  burner  shall, 
within  48  hours  of  each  installation,  notify  the  fire 
department  in  writing  of  the  name  of  the  person  to 
whom  this  burner  was  sold  and  the  address  of  the 
premises  where  installed. 

•  5.  The  fuel  oil  used  in  this  device  shall  be  range 

oil  or  No.  1  fuel  oil. 


308-36-SA. 

APPLICANT — Coleman  Lamp  &  Stove  Company,  owner. 
SUBJECT — Coleman  Oil  Burning  Circulating  and  Space 
Heater.  Model  825,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(308-36-SA) 

Whereas,  the  Coleman  Lamp  and  Stove  Co.,  owner,  filed 
October  19,  1936,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals,  for  approval  of  the  device  known  as  the 
Coleman  Oil  Burning  Circulating  and  Space  Heater,  Model 
825 ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles  of  the  Fire  De¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division  of 
Combustibles  was  substantially  as  follows : 

The  only  model  set  up  for  test  purposes  was  the 
Model  825.  This  Model  825  is  of  the  round  radiant 
type,  the  burner  unit  of  which  is  of  the  pot  type  con¬ 
sisting  of  a  bowl  made  of  pressed  steel,  the  walls  of 
which  are  perforated  for  the  admission  of  air. 

The  oil  supply  of  this  burner  consists  of  a  4-gallon 
tank,  located  in  the  rear.  Between  the  tank  and  outer 
shell  of  burner  proper  there  has  been  provided  a 
double  walled  shield  which  permits  of  adequate  air 
circulation  to  prevent  excess  heating  of  the  oil  in 
the  tank. 

The  level  of  oil  in  the  burner  is  controlled  by 
means  of  an  Automatic  Products  constant  level  valve, 
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Model  240,  which  has  been  approved  by  the  Board 
of  Standards  and  Appeals  for  use  in  this  type  of 
burner. 

The  legs  of  the  burner  are  equipped  with  leveling 
screws  and  the  burner  itself  is  ignited  by  means  of 
a  door  with  self-closing  cover  on  the  front  of  the 
burner. 

This  space  heater  was  operated  for,  approximately, 
40  minutes  and  it  was  found  that  all  controls  func¬ 
tioned  as  designed.  The  space  heater  is  equipped  with 
a  flue  connection  and  automatic  draft  adjusters.  In 
recommending  this  space  heater.,  Model  825,  for  ao- 
proval,  it  is  suggested  that  certain  items  be  carried 
out  for  its  installation  and  included  upon  its  instruc¬ 
tion  card,  and  that  this  approval  be  not  final  until  copy 
of  said  instruction  card  is  filed  with  the  Board  of 
Standards  and  Appeals  and  the  New  York  Fire  De¬ 
partment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Coleman  Oil 
Burning  Circulating  and  Space  Heater,  Model  825,  for 
use  in  domestic  and  commercial  installations  with  range 
oil  or  No.  1  fuel  oil,  when  installed  in  accordance  with 
the  Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals  and  in  accordance  with  the  following  requirements : 

1 —  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

2 —  The  device  shall  bear  a  label  permanently  af¬ 
fixed,  reading  as  follows : 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
UNDER  CAL.  NO.  308-36-SA. 

For  Use  in  New  York  City. 

3 —  Floor  beneath  the  oil  burning  device  shall  be 
protected  by  a  in.  asbestos  or  other  equivalent 
shield,  extending  at  least  12  in.  beyond  the  outline  of 
such  device. 

4 —  The  manufacturer  or  installer  of  this  burner  shall, 
within  48  hours  after  each  installation,  notify  the  Fire 
Department,  in  writing,  of  the  name  of  the  person  to 
whom  this  burner  was  sold  and  the  address  of  the 
premises  where  installed. 

5 —  This  burner  shall  be  connected  to  a  legal  chim¬ 
ney,  complying  with  the  requirements  of  section  403 
of  chapter  V  of  the  Code  of  Ordinances;  said  chim¬ 
ney  to  have  a  readily  accessible  cleanout  door ;  the  flue 
connection  to  the  chimney  shall  be  equipped  with  auto¬ 
matic  damper. 

6 —  The  oil  used  in  this  device  shall  be  range  oil  or 
No.  1  fuel  oil. 


324-36- S  A. 

APPLICANT — New  York  Thermal  Corp.,  owner. 
SUBJECT — Thermoil  Oil  Burner,  Model  GI — approval  ofi, 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(324-36-SA) 

Whereas,  the  New  York  Thermal  Corp.,  owner,  filed 
October  30,  1936,  an  application  of  the  device  known  as 
the  Thermoil  Oil  Burner,  Model  G1 ;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 


plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

The  burner  inspected  and  tested  was  the  Model  GI. 
This  oil  burner  is  of  the  pressure  atomizing  gun  type 
and  consists  of  the  following  assembly:  G.  E.  Motor, 
1/6  H.  P. ;  American  Blower ;  Sirocco  type  fan,  and 
Tuthill  Fuelstat  consisting  lof  strainer,  pump  and 
regulating  valve,  and  a  Ballofet  nozzle.  Capacity  of 
the  burner  ranges  between  1.65  and  2.5  gallons. 

Ignition. — Electric.  Webster  transformer  110  to 

10,000  volts. 

Controls. — Minneapolis  Honeywell  Protecto-Relay 
R-117-3  and  Minneapolis  Pressuretrol  Model  L-404. 

The  burner  was  set  up  in  an  ordinary  type  domestic 
steam  generating  boiler.  With  the  oil  shut  off  in  a 
cold  combustion  chamber,  the  burner  was  put  into 
operation  and  it  was  found  that  on  two  successive 
tests  the  controls  shut  the  burner  down  in  91  and  94 
seconds  respectively. 

The  burner  was  then  put  into  normal  operation  for 
a  period  of  approximately  40  minutes.  During  the 
period  of  test  there  were  no  flare  backs  due  to  faulty 
ignition  and  the  flame  was  clear  and  free  of  soot  and, 
smoke.  Examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  above  mentioned  oil  burner,  namely 
Thermoil  Oil  Burner,  Model  GI,  be  approved  for 
domestic  and  commercial  use,  with  fuel  oil  not  heavier 
than  No.  3  U.  S.  Department  of  Commerce  Standards, 
when  installed  in  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of 
Standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Thermoil  Oil 
Burner,  Model  GI,  for  domestic  and  commercial  installa¬ 
tions,  when  installed  in  accordance  with  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals,  for  use  with  fuel 
oil  not  heavier  than  No.  3  U.  S.  Department  of  Commerce 
Standards,  on  condition  that  there  shall  be  permanently 
attached  to  each  burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  324-36-SA. 


331-36-SA. 

APPLICANT — The  U.  &  S.  Pressing  Appliances,  owner. 
SUBJECT — U.  &  S.  Oil  Burner  for  Pressing  Machine, 
Models  A,  B  and  C — approval  of. 

APPEARANCES— 

For  Applicant:  Magnus  Nufleit  and  Joseph  Katz. 
ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Deputy  Chief 


Ross  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(331-36-SA) 

Whereas,  the  LI  and  S  Pressing  Appliances,  owner,  filed 
November  6,  1936,  an  application  of  the  Board  of  Stand¬ 
ards  and  Appeals  for  approval  of  the  device  known  as  the 
U  and  S  Oil  Burner  for  Pressing  Machine,  Models  A,  B 
and  C;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles,  Fire  Depart¬ 
ment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representative  of  the  Division  of  Combustibles  of 
the  Fire  Department,  was  substantially  as  follows : 
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The  burner  was  installed  in  a  conventional  type 
pressing  machine  boiler.  The  burner  is  a  forced  draft 
pot  type  and  consists  essentially  of  a  cast-iron  vapor¬ 
izing  pot,  consisting  of  two  shells.  The  outer  shell  is 
directly  hooked  to  the  air  tube  of  a  small  fan,  and 
the  inner  shell  is  used  as  a  vaporizing  pot.  There 
are  three  sets  of  perforations  in  the  inner  shell  for 
the  admission  of  air.  The  fan  is  of  the  Sirocco  type 
and  is  driven  by  means  of  a  GE  1/15  H.P.  motor. 

The  oil  supply  is  from  a  6  gallon  welded  steel  tank. 
The  oil  passes  from  a  supply  container,  through  a 
strainer  and  then  through  a  Detroit  Lubricator  ap¬ 
proved  type  constant  level  valve.  Between  the  deliv¬ 
ery  line  of  the  constant  level  valve  and  the  burner 
proper  there  has  been  installed  a  Detroit  Lubricator 
magnetic  oil  valve.  This  Detroit  Lubricator  magnetic 
oil  valve  is  connected  to  the  Detroit  Lubricator  steam 
control  switch  which  may  be  set  at  any  pre-determined 
temperature.  On  the  particular  burner  under  test,  the 
setting  of  this  control  switch  was  75  pounds  steam 
pressure. 

The  burner  was  put  into  operation  from  a  cold 
start  and  it  was  found  that  when  the  steam  pressure 
within  the  boiler  reached  75  pounds,  the  pressure  switch 
operated  and  shut  the  flame  of  the  burner  down  to 
a  low  flame,  which  is  supplied  through  a  by-pass  in  the 
magnetic  oil  valve.  When  the  pressure  had  dropped 
to  60  pounds,  the  magnetic  oil  valve  opened  again  and 
allowed  a  full  supply  of  oil  to  the  burner. 

The  burner  was  in  operation  for  approximately  45 
minutes,  and  it  was  found  that  the  controls  functioned 
as  designed.  The  level  of  oil  at  no  time  exceeded  the 
capacity  of  the  burner. 

Ignition — Manual. 

Models  A,  B  and  C  are  identical  except  for  size 
of  pot. 

As  a  result  of  our  inspection  and  test  of  this  burner, 
it  is  recommended  that  same  be  approved  for  com¬ 
mercial  use  in  tailoring  shops  with  oil  not  heavier 
than  No.  2,  when  installed  in  accordance  with  the 
Oil  Burner  Rules  adopted  by  the  Board  of  Standards 
and  Appeals,  and  that  before  such  approval  becomes 
final,  a  copy  of  certain  specifications  be  filed  with  said 
board.  It  is  suggested  that  certain  recommendations 
be  incorporated  in  the  instruction  card  which  must  be 
placed  near  the  burner  in  each  installation. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
lereby  approve  the  device  known  as  the  U  and  S  Oil 
Burner  for  Pressing  Machine,  Models  A,  B  and  C,  for 
ise  in  commercial  installations  with  oil  not  heavier  than 
Mo.  2,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals  and  in 
iccordance  with  the  following  requirements : 


1 —  When  exposed  oil  piping  is  more  than  8  in.  in 
length,  same  shall  be  enclosed  in  iron  or  steel  piping 
or  BX  cable.  Such  piping  shall  be  securely  fastened 
to  the  floor  or  walls  with  non-combustible  fastenings 
as  per  Rule  7,  1A  and  IB. 

2 —  That  the  stand  supporting  the  burner  in  the  fire 
box  of  the  boiler  shall  be  securely  bolted  to  the  bottom 
thereof. 

3 —  The  oil  supply  container  to  be  firmly  anchored 
to  the  floor  and  at  a  distance  of  at  least  60  in.  from 
the  boiler  in  which  the  device  is  installed. 

A — Only  approved  safety  cans  shall  be  used  for  the 
storage  and  filling  of  oil  containers. 

5 —  Floor  beneath  oil  burner  device  shall  be  pro¬ 
tected  by  a  shield  of  at  least  y2  in.  asbestos  or  other 
equivalent  material,  this  shield  to  extend  at  least  12 
in.  beyond  the  outline  of  the  boiler  in  which  the  de¬ 
vice  is  installed. 

6 —  The  device  shall  bear  a  label  permanently  affixed 
thereto  reading  as  follows : 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
UNDER  CAL.  NO.  331-36-SA 
For  Use  in  New  York  City. 

7 —  That  the  tank  shall  be  set  rigidly  in  a  cup-shaped 
base  receptacle  of  sufficient  capacity  to  contain  1/3 
the  contents  of  the  tank  in  case  of  leakage. 

8 —  That  the  device  shall  be  connected  by  a  suitable 
flue  pipe  to  a  legal  chimney  or  to  the  outer  air,  this 
flue  to  be  provided  with  a  suitable  check  to  nullify 
down  draft. 

9 —  That  the  boiler  from  the  top  thereof  to  the  floor 
line  shall  be  protected  with  a  jacket  1  in.  in  thickness 
of  either  air-cell  asbestos  or  85  percent  magnesia,  ex¬ 
cept  that  an  operating  opening  may  be  left  open  at 
the  base  not  exceeding  50  sq.  in.  in  area,  said  jacket  to 
be  secured  by  wire  to  the  boiler  and  completely  cov¬ 
ered  with  sheet  metal  or  with  hard  cement  surface. 

10 —  The  storage  of  oil  shall  be  limited  to  not  more 
than  2  five-gallon  safety  cans  in  reserve  unless  the  in¬ 
stallation  is  made  in  complete  conformity  with  the 
Oil  Burner  Rules. 

11 —  The  board  reserves  the  right  to  add  additional 
requirements  if  and  when  such  additional  requirements 
are  deemed  necessary. 

12 —  Notification  of  each  installation  shall  be  made 
to  the  Fire  Department  and  the  applicant  must  agree 
to  accept  the  responsibiliy  for  his  agents. 

13 —  The  oil  used  in  this  device  shall  be  not  heavier 
than  No.  2  fuel  oil. 


Adjourned,  4:45  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


Applicants,  under  the  building  zone  resolution,  are  en- 
titiled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni- 
:nce  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


Copies  of  the  Official  Directory  of  the  City  of  New  York  at  the  Distribution  Division  of  the  City  Record  Office, 
for  the  year  1936  (The  Little  Green  Book),  containing  the  Room  2213,  Municipal  Building,  Manhattan.  Price  35c 
atest  authentic  information  in  relation  to  City,  State  and  (paper  covered)  ;  by  mail,  three  cents  per  copy  must  be 
Federal  Departments,  Offices  and  Courts,  are  now  on  sale  added  for  postage. 
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PUBLIC  HEARING 


PROPOSED  REVISION  OF  INTERIOR  FIRE  ALARM  RULES 


[108-16-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Friday,  December  11,  1936  at  10  a.  m.,  Room  1013,  Munici¬ 
pal  Building,  on  Proposed  Revision  of  Interior  Fire 
Alarm  Rules. 

Interior  Fire  Alarm  Rules 

RULES  GOVERNING  THE  INSTALLATION  OF  IN¬ 
TERIOR  FIRE  ALARM  SYSTEMS 

Authority:  Sections  718A  and  718B  of  the  Charter  of 
the  City  of  New  York  to  carry  into  effect  the  provisions 
of  Chapter  XII,  Section  20  of  the  Code  of  Ordinances 
and  the  provisions  of  Section  279  of  the  Labor  Law. 

Scope  of  Rules 

These  rules  apply  to  all  hotels,  as  defined  in  the  Code 
of  Ordinances  and  the  Multiple  Dwelling  Law;  to  all 
lodging  houses  having  more  than  15  sleeping  rooms,  or 
accommodating  more  than  15  lodgers  above  the  first  or 
ground  story ;  to  all  public  and  private  hospitals  and 
asylums  having  more  than  15  rooms,  or  accommodating 
more  than  15  patients  or  inmates  above  the  first  or  ground 
story ;  to  all  nurseries  accommodating  more  than  30  chil¬ 
dren,  or  having  a  Board  of  Health  permit  for  the  accom¬ 
modation  of  more  than  30  children;  to  all  Turkish  or  other 
special  treatment  bath  houses  where  there  are  sleeping 
accommodations  for  more  than  15  persons  on  the  prem¬ 
ises;  to  all  department  stores;  to  all  public  schools;  and 
to  all  single  and  tenant  factory  buildings,  as  defined  in 
the  Labor  Law  and  specifically  required  by  Section  279  of 
said  Law. 


Law 

Section  279.  Fire  Alarm  Signal  Systems  and  Fire  Drills: 

1.  Fire  alarm  signal  systems.  Every  factory  building 
over  two  stories  in  height  in  which  more  than  twenty-five 
persons  are  employed  above  the  ground  floor  shall  be 
equipped  by  the  owner  thereof  with  a  fire  alarm  signal 
system  having  a  sufficient  number  of  signals  clearly  au¬ 
dible  to  all  occupants  of  the  building,  and  so  arranged 
as  to  permit  the  sounding  of  all  the  alarms  within  the 
building  whenever  the  alarm  is  sounded  in  any  portion 
thereof.  Such  system  shall  be  maintained  in  good  work¬ 
ing  order  and  no  person  shall  tamper  with  same  or  render 
ineffective  any  portion  thereof  except  to  repair  it.  A  per¬ 
son  discovering  a  fire  shall  cause  an  alarm  to  be  sounded 
immediately.  The  board  of  standards  and  appeals  in  the 
city  of  New  York,  may  make  rules  and  regulations  pre¬ 
scribing  the  number,  character  and  location  of  the  signals 
and  the  method  and  character  of  the  installation,  including 
that  of  all  appliances  in  connection  therewith. 

3.  Exceptions.  Subdivisions  one  and  two  of  this  sec¬ 
tion  shall  not  apply  to  a  building  in  which  every  square 
foot  of  the  floor  area  on  all  stories  is  protected  with  an 
automatic  sprinkler  system,  having  two  adequate  sources 
of  water  supply  and  approved  by  the  public  authorities 
having  jurisdiction  thereof,  and  in  which  also  the  maxi¬ 
mum  number  of  occupants  of  any  one  floor  does  not  ex¬ 
ceed  by  more  than  fifty  percentum  the  capacity  of  the 
exits,  as  determined  by  subdivisions  one,  two  and  three  of 
section  two  hundred  and  seventy-eight,  in  addition  to  the 
prescribed  occupancy  under  subdivisions  five,  six  and 
seven  of  said  section.  If  the  commissioner  after  investi¬ 
gation  determines  that  the  spirit  of  this  chapter  is  ob¬ 
served  and  public  safety  secured,  he  may  permit  in  place 
of  the  automatic  sprinkler  system  before  specified,  an 
automatic  sprinkler  system  having  one  adequate  source  of 


water  supply  and  approved  by  the  public  authorities  having 
jurisdiction  thereof. 

Chapter  12,  Article  21,  Sub-division  2. 

Interior  Fire  Alarms: — In  every  hotel,  lodging-house, 
public  or  private  hospital  or  asylum,  department  store 
and  public  school,  there  shall  be  placed  and  provided,  wher 
required  by  the  fire  commissioner,  an  adequate  and  reli¬ 
able  electrical  or  other  interior  alarm  system,  to  be  ap¬ 
proved  by  the  said  commissioner,  by  means  of  which 
alarms  of  fire  or  other  danger  may  be  instantly  communi¬ 
cated  to  every  portion  of  the  building.  The  fire  alarm 
apparatus  and  all  other  appliances  placed  or  kept  within 
any  of  said  buildings  for  the  purpose  of  preventing  oi 
extinguishing  fires,  or  for  affording  means  of  escape  there¬ 
from  in  case  of  fire,  shall  be  kept  at  all  times  in  good 
working  order  and  proper  condition  for  immediate  use, 
and  any  member  of  the  uniformed  force  or  authorized 
representative  of  the  Fire  Department  may  enter  any  of 
the  said  buildings  at  any  time,  for  the  purpose  of  inspect¬ 
ing  such  apparatus  or  appliances.  (Amended  by  ords  ef¬ 
fective  Sept.  18,  1917,  and  Jan.  7,  1918.) 


Definition  of  Building  Classification 

A.  HOTEL:  Any  building,  or  part  thereof,  intended, 
designed  or  used  for  supplying  food  and  shelter  to  resi¬ 
dents  or  guests,  and  having  a  general  public  dining  room 
or  cafe,  or  both,  and  containing  more  than  30  sleeping 
rooms  above  the  first  or  ground  story  which  are  rented 
to  transient  guests  for  a  single  night  or  longer. 

B.  LODGING  HOUSE:  A  lodging  house  shall  be 
taken  to  mean  and  include  any  building  or  portion  thereof 
in  which  more  than  15  persons  are  boarded,  received,  or 
lodged  for  hire  for  a  single  night,  or  for  less  than  a  week 
at  one  time,  or  any  part  of  which  is  let  for  any  person  to 
sleep  in  for  any  time  less  than  a  week. 

C.  HOSPITALS  &  ASYLUMS:  Any  building  or  por¬ 
tion  thereof  in  which  persons  are  harboured  to  receive 
medical,  charitable,  or  other  care  or  treatment. 

D  NURSERY:  Any  building  or  portion  thereof  in 

which  a  Board  of  Health  permit  has  been  issued  for  more 
than  30  children,  or  where  30  or  more  children  are  re¬ 
ceived  by  the  day  or  longer  and  given  special  care  or 
treatment,  charitable  or  otherwise. 

l.£,toT^RKISH  OR  SPECIAL  TREATMENT  BATH 

HOUSES:  Any  building  or  portion  thereof  in  which 
there  are  sleeping  accommodations  for  more  than  15  per¬ 
sons  above  the  ground  or  first  story,  whether  or  not  the 
cost  of  the  bath  includes  the  room  or  bed,  or  privilege  to 
sleep  therein. 

F.  PUBLIC  SCHOOL:  Any  building  or  portion 
thereof  in  which  there  is  presented  a  course  of  study,  paid 
for  out  of  the  public  funds,  such  as  that  prescribed  in  the 
compulsory  education  act,  and  attendance  upon  which 
would  satisfy  the  requirements  of  that  act;  including  the 
public  trade  or  vocational  schools  and  the  high  schools. 

G.  DEPARTMENT  STORE:  Any  building  in  which 
there  are  various  departments,  offering  for  sale  more  than 
one  of  the  following  commodities:  articles  of  wearing  ap¬ 
parel,  hardware,  paints,  house  furnishings,  furniture,  floor 
covering,  dry  goods,  sporting  goods,  musical  instruments, 
photographic  supplies,  auto  accessories,  groceries,  food 
stuffs,  and  etc.,  and  admitting  the  public  above  the  second 
floor  or  where  the  public  is  admitted  above  and  below  the 
first  floor. 

H.  FACTORY  BUILDING — New  York  State  Labor 
Law,  Art.  2,  Sec.  10 : — “Factory  building”  means  a  build¬ 
ing,  shed  or  structure  which,  or  any  part  of  which  is  oc¬ 
cupied  by  or  used  for  a  factory,  and  in  which  at  least 
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ine-tenth  or  more  than  twenty-five  of  all  the  persons 
mployed  in  the  building  are  engaged  in  work  for  a  fac- 
ory,  but  shall  not  include  a  building  used  exclusively  for 
[welling  purposes  above  the  first  story,  nor  a  building,  in 
.  city  having  a  population  of  more  than  one  million,  used 
xclusively  by  one  employer  and  in  w?hich  not  more  than 
me-tenth  of  all  the  persons  employed  therein  are  engaged 
n  work  for  a  factory  and  which,  except  for  such  factory 
vork,  would  be  classified  as  a  mercantile  establishment, 
rhe  provisions  of  this  chapter  shall,  so  far  as  prescribed 
>y  the  rules,  also  apply  to  a  building,  not  a  factory  build- 
ng,  any  part  of  which  is  occupied  or  used  for  a  factory, 
:xcept  as  otherwise  provided  by  this  subdivision. 


tale  1.  Definition  of  Terms 

1.1  The  term  “non-coded  closed  circuit  fire  alarm  sig¬ 
nal  systems”  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  al¬ 
ternating  current  circuits,  so  arranged  that  the 
operation  of  any  station  will  automatically  sound 
the  signaling  devices  throughout  all  portions  of 
the  building. 

1.2  The  term  “coded  closed  circuit  fire  alarm  signal 
systems”  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  cir¬ 
cuits  which  transmits  rounds  of  coded  signals  to 
indicate  the  floor  or  portion  of  the  same  from 
which  the  alarm  was  sent. 

1.3  The  term  “heretofore”  shall  mean  before  (?) 
(?),  1936. 

1.4  The  term  “hereafter”  shall  mean  after  (?)  (?), 
1936. 

1.5  The  term  “approved”  shall  mean  approved  by  the 
Board  of  Standards  and  Appeals. 

1.6  The  term  “commissioner”  shall  mean  the  commis¬ 
sioner  of  the  department  specifically  charged  with 
the  enforcement  of  law  relating  to  interior  fire 
alarm  systems  in  the  City  of  New  York.* 

•Note:  At  present  the  Commissioner  of  the  Department  of 
Buildings  in  each  of  the  five  boroughs  enforces  the  law  through 
:heir  respective  divisions  of  Fire  Prevention  by  virtue  of  Chapter 
764,  Sec.  407,  subdiv.  2,  Greater  New  York  Charter,  as  amended  by 
he  Laws  of  1933. 

Rule  2.  General 

2.1  All  fire  alarm  signal  systems  and  devices  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

2.2  All  devices  and  equipment  that  have  been  ap¬ 

proved  by  the  Board,  shall  have  securely  fastened 
thereon,  a  manufacturer’s  plate  bearing  the  words 
“Approved  by  the  Board  of  Standards  and  Ap¬ 
peals — No . ”,  together  with  any  other  electrical 

data  that  the  Commissioner  may  require. 

Rule  3.  Examination  and  Approval  of  Plans 

3.1  Before  the  installation  or  extension  of  any  fire 
alarm  system,  specifications  and  plans  thereof,  in 
triplicate,  showing  complete  details  of  the  pro¬ 
posed  installation,  shall  be  submitted  by  the  owner 
or  his  agent  to  the  Commissioner  for  examination 
and  approval. 

Rule  4.  Classification 

4.1  Fire  alarm  signal  systems  shall  be  classified  as 
follows : 

(a)  Non-coded  closed  circuit  fire  alarm  systems. 

(b)  Coded  closed  circuit  fire  alarm  systems. 


4.1.1  The  code 'numbers  that  are  used  shall 
be  submitted  for  approval  to  the  Com¬ 
missioner  and  shall  be  sounded  at  least 
four  (4)  times  for  each  operation  of 
the  sending  station. 

4.2  A  non-coded  closed  circuit  system  shall  be  so  ar¬ 
ranged  that  the  operation  of  any  station  will  auto¬ 
matically  sound  the  signaling  devices  until  hook 
is  restored  to  its  original  position ;  and  in  the 
break-glass  type  until  the  glass  has  been  replaced. 

4.3  Coded  closed  circuit  systems  shall  be  divided  into 
three  (3)  classes : 

Class  1 — General  Systems. 

Class  2 — Pre-signal  or  dual  operation  systems. 
Class  3 — Unit  and  general  systems — or  Duplex 
systems. 

Special  systems. 

4.4  Class  1  system  shall  be  a  general  alarm  system  of 
the  coded  closed  circuit  type  so  arranged  that  the 
operation  of  any  station  will  cause  the  signaling 
devices  to  sound  the  code  number  of  that  station 
at  least  four  (4)  times  throughout  the  entire  build¬ 
ing. 

4.5  Class  2  system  shall  be  a  pre-signal  or  dual  opera¬ 
tion  system  of  the  coded  closed  circuit  type  so  ar¬ 
ranged  that  the  operation  of  any  station  will  cause 
the  sounding  of  the  signaling  devices  located  in 
the  engine  room,  elevator  shafts,  basement  or 
other  places  in  the  building  where  the  members 
of  the  fire  brigade  work  or  assemble. 

4.5.1  Approved  means  shall  be  provided  at  each 
station,  so  arranged  that  a  subsequent  opera¬ 
tion  of  any  station  shall  cause  the  sounding 
of  all  signaling  devices  throughout  the  build¬ 
ing. 

4.5.2  This  subsequent  operation  shall  be  per¬ 
formed  with  the  aid  of  a  key  or  plug  de¬ 
signed  so  as  to  prevent  unauthorized  sound¬ 
ing  of  the  general  alarm. 

4.5.3  The  pre-signal  or  dual  operation  key  or 
plug  shall  be  so  designed  that  it  can  be 
readily  identified  by  the  person  whose  duty 
it  would  be  to  use  same. 

4.6  Class  3  system  shall  be  a  unit  and  general  alarm 
or  Duplex  system  of  the  coded  closed  circuit  type 
so  arranged  that  the  operation  of  a  station  within 
a  unit  will  cause  all  of  the  signaling  devices  in 
that  unit  and  all  of  the  signaling  devices  on  the 
general  alarm  circuit  to  sound  the  code  numbers 
of  the  unit  and  zone  at  least  four  (4)  times. 

4.6.1  An  approved  register  and  time  stamp  may 
be  used  in  connection  with  a  Class  3  system 
when  approved  by  the  Commissioner. 

4.6.2  The  register,  if  of  closed  circuit  type,  shall 
be  operated  from  a  separate  closed  circuit 
control  board  or  from  separate  panel  isolated 
by  barrier  from  main  control  panel  in 
main  control  board  cabinet. 

4.6.3  Approved  closed  circuit  trouble  and  unit 
annunciators  shall  be  installed  as  part  of 
other  Class  3  systems  when  required  by  the 
Commissioner. 

4.7  Special  systems  shall  include  a  complete  Class  1, 
2  or  3  system  supplemented  by  special  circuits 
for  the  operation  of  other  fire  alarm  devices  in 
the  systems ;  or  electric  control  systems  for  stop¬ 
ping  machinery,  closing  doors  or  ventilators  as 
may  be  required  by  the  Commissioner ;  or  to  call 
the  central  station  of  a  private  operating  company 
or  the  fire  department.  Automatic  fire  detecting 
systems  may  be  connected  to  operate  an  interior 
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fire  alarm  system  when  connected  thereto  by  an 
approved  coded  transmitter.  In  no  case  shall  the 
transmitter  be  considered  to  replace  the  standard 
approved  interior  fire  alarm  station.  The  special 
control  circuits  shall  be  separate  and  distinct  from 
the  fire  alarm  system  but  shall  be  brought  into 
action  whenever  the  fire  alarm  system  is  set  in 
operation. 

Rule  5.  Systems  Permitted  in  Factory  and  Other 
Buildings 

5.1  Non-coded  closed  circuit  fire  alarm  signal  systems 
shall  be  permitted  only  in  a  factory  building  not 
exceeding  five  (5)  stories  in  height  having  not 
more  than  twenty-five  hundred  (2500)  square  feet 
in  area  in  any  one  story  and  having  not  more  than 
one  hundred  (100)  persons  in  a  single  factory;  nor 
more  than  fifty  (50)  persons  in  a  multiple  tenant 
factory  above  the  first  or  ground  floor. 

5.2  Coded  closed  circuit  systems  shall  be  required  in  a 
factory  building  exceeding  the  requirements  of 
Rule  5.1. 

5.3  Special  fire  alarm  signal  systems  shall  be  per¬ 
mitted  in  factory  buildings  at  the  direction  of  the 
Commissioner. 

5.4  Coded  closed  circuit  systems  shall  be  required  in 
all  other  types  of  buildings  requiring  an  interior 
alarm  system. 

Rule  6.  Installation  and  Construction  Require¬ 
ments 

6.1  All  work  in  connection  with  the  installation  of  a 
fire  alarm  signal  system  shall  be  performed  in  a 
neat  and  workmanlike  manner  to  the  satisfaction 
of  the  Commissioner. 

6.2  In  any  fire  alarm  system  there  shall  be  not  more 
than  fourteen  (14)  direct  nor  more  than  ten  (10) 
alternating  current  gongs  or  other  approved 
sounding  devices  connected  in  one  circuit. 

6.3  There  shall  not  be  in  any  fire  alarm  system  more 
than  twenty  (20)  stations  connected  to  one  circuit 
or  loop. 

6.4  All  gongs  and  signaling  devices  shall  be  located 
where  possible  nine  (9)  feet  to  the  center  above 
the  floor. 

6.5  All  fire  alarm  stations  shall  be  located  five  (5) 
feet  from  handle  to  floor. 

6.6  An  approved  instruction  card  properly  marked  and 
framed  under  glass  shall  be  installed  at  each  fire 
alarm  station. 

6.7  All  materials  and  devices  used  in  fire  alarm  signal 
systems  shall  be  securely  fastened  in  position  in  a 
manner  satisfactory  to  the  Commissioner. 

6.8  For  fastening  to  masonry  walls,  through  bolts, 
metal  expansion  shields  or  toggle  bolts  shall  be 
used. 

6.9  Wood  screws  shall  be  used  for  fastening  equip¬ 
ment  to  wood  surfaces. 

6.10  The  use  of  nails  or  wood  or  fibre  plugs  is  pro¬ 
hibited. 

6.11  When  fire  alarm  apparatus  is  mounted  upon  a 
wooden  back  board,  such  back  board  shall  be  not 
less  than  seven-eighths  (j^j)  inch  thick,  impreg¬ 
nated  with  a  non-absorptive  compound.  The  back 
board  shall  be  so  mounted  as  to  provide  an  air 
space  of  at  least  one-quarter  (%)  inch  between 
the  back  board  and  the  wall  for  free  circulation 
of  air. 

6.12  All  electrical  conductors  shall  be  installed  in 
standard  heavy  wall,  rigid  iron  or  steel  conduits 


protected  with  an  approved  rust  preventive.  Ai 
mored  cable  or  flexible  conduits  will  not  be  ac 
cepted. 

6.13  All  conduits  shall  be  grounded  to  a  water  pipe  b 
approved  ground  clamps  with  a  conductor  equa 
to  the  largest  conductor  used  on  the  system  an 
the  smallest  size  ground  conductors  used  shall  nc 
be  less  than  No.  10  B.  &  S.  gauge. 

6.14  Splices  in  electrical  conductors  in  vertical  riser 
shall  not  be  permitted.  Splices  when  necessar 
in  horizontal  runs,  shall  be  made  in  approved  junc 
tion  boxes  and  shall  be  properly  soldered  an 
taped.  The  cover  of  the  junction  box  shall  b 
painted  fire  department  red  to  indicate  that  it  con 
tains  splices.  The  use  of  wire  nuts  or  othe 
solderless  splicing  devices  shall  not  be  permittee 

6.15  Electrical  conduits  shall  enter  only  at  the  sid 
or  the  bottom  of  the  control  cabinet. 

6.16  In  coded  fire  alarm  systems  using  break  glass  typ 
stations,  at  least  one  (1)  extra  glass  shall  be  pro 
vided  for  each  station  in  the  system. 

6.17  All  openings  in  walls,  floors  or  ceilings  where  con 
duits  pass  through,  shall  be  properly  fire  stopped 

6.18  Conduits  shall  contain  only  conductors  used  ii 
connection  with  the  fire  alarm  system. 

6.19  When  special  care  is  taken  to  insure  the  wire 
against  injury,  four  (4)  wires  may  be  placed  ii 
one-half  (J4)  inch  rigid  iron  conduits.  Conduc 
tors  shall  consist  of  not  less  than  No.  14  B.  &  S 
gauge  copper  wire,  having  rubber  insulation  wal 
not  less  than  three-sixty-fourths  (3/64)  inch  thick 

6.20  Where  necessary  to  assure  reliable  service,  con 
nections  of  conductors  to  terminals  or  binding 
posts  shall  be  soldered.  The  use  of  a  blow  tore! 
for  soldering  connections  to  terminals  shall  not  bi 
permitted. 

6.21  Where  wires  pass  underground  from  one  building 
to  another,  they  shall  be  enclosed  in  conduits  am 
shall  be  lead  encased.  Wires  between  buildings 
when  not  run  in  conduit,  shall  be  at  least  equiva 
lent  in  conductivity  and  tensile  strength  to  No.  i 
B.  &  S.  gauge  copper  wire  for  box  and  signaling 
circuits  and  shall  be  supported  at  least  everj 
seventy-five  (75)  feet  on  approved  glass  insulator: 
and  brackets,  and  be  protected  by  approved  light¬ 
ning  arrestors  when  required  by  the  Commissioner 
As  far  as  possible,  they  shall  be  run  under,  rathei 
than  over,  electric  light  or  power  wires. 

Rule  7.  Sending  Stations 

7.1  There  shall  be  at  least  one  (1)  fire  alarm  sending 
station  in  each  story  of  any  building  requiring  s 
manual  fire  alarm  signal  system,  located  in  a 
natural  path  of  escape  from  fire  at  a  readily  ac¬ 
cessible  location  designated  by  the  Commissioner 
which  always  shall  be  kept  unobstructed.  Addi¬ 
tional  sending  stations  shall  be  installed  so  that  nc 
point  on  any  floor  in  a  non-fireproof  building  shall 
be  more  than  one  hundred  (100)  feet  distant  from 
the  nearest  sending  station  upon  such  floor.  In 
fireproof  or  sprinklered  buildings,  the  distance 
shall  not  be  more  than  one  hundred  and  fifty 
(150)  feet. 

Rule  8.  Sounding  Devices 

8.1  Sounding  devices  shall  be  sufficient  in  number  to 
be  clearly  audible  to  all  the  occupants  of  the 
building. 

Rule  9.  Sub-divided  Buildings 

9.1  Where  a  building  is  sub-divided  by  fire  walls,  each 
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section  shall  be  deemed  a  separate  building  for 
the  purpose  of  fire  alarm  signal  system  installa¬ 
tions.  One  control  board  may  be  used,  if  so  ar¬ 
ranged,  as  to  operate  the  signaling  devices  in  each 
section  of  the  building  independently;  or  may  be 
operated  as  one  unit  when  deemed  necessary  by 
the  Commissioner. 

Rule  10.  Mixed  Occupancy 

10.1  In  buildings  requiring  fire  alarm  signal  systems, 
of  which  parts  are  occupied  by  other  than  factory 
tenants  and  in  which  the  conditions  of  construc¬ 
tion  and  occupancy  warrant  the  establishment  of 
a  local  fire  brigade,  the  Commissioner  may  accept 
dual  operation  systems. 

Rule  1 1 .  Existing  Installations 

11.1  Fire  alarm  signal  systems  heretofore  installed  in 
buildings  in  the  City  of  New  York  and  installed 
in  accordance  with  the  rules  then  in  force,  shall 
be  accepted  as  long  as  they  are  maintained  in 
proper  working  order. 

Rule  1 2.  Sources  of  Electrical  Energy 

12.1  Sources  of  electrical  energy  used  in  operating  fire 
alarm  signal  systems  shall  be : 

1.  Generated  electric  power,  not  exceeding  a  po¬ 
tential  of  250  volts,  including: 

(a)  Central  Stations 

(b)  Isolated  Plants 

2.  Storage  battery  power 

12.1.1  Either  source  of  power  shall  be  used 
under  conditions  and  limitations  as 
set  forth  by  the  Commissioner. 

12.2  One  source  of  energy  shall  be  connected  to  the 
fire  alarm  system  at  all  times.  All  auxiliary 
sources  of  energy  when  required  shall  be  so  ar¬ 
ranged  and  controlled  by  an  automatic  switch  that 
when  the  primary  source  of  energy  fails,  the 
secondary  source  will  be  automatically  connected 
to  the  fire  alarm  signal  system.  Intermediate  de¬ 
vices  are  prohibited  between  the  fire  alarm  con¬ 
trol  board  and  the  source  of  current  supply,  ex¬ 
cept  where  specifically  approved  by  the  board  for 
the  purpose  intended. 

Central  Stations 

12.3  When  the  energy  for  a  fire  alarm  signal  system  is 
supplied  by  a  central  station  power  system  it  shall 
be  accepted  as  the  sole  source  of  supply;  connec¬ 
tions  shall  be  made  on  the  street  side  of  the  service 
switch  except  that  in  cases  where  the  master 
meter  is  within  thirty  (30)  feet  of  the  main  switch 
of  the  premises,  permission  may  be  given  by  the 
Commissioner  to  connect  to  the  house  side  of  the 
meter  when  a  certificate  of  recent  date  from  an 
authority  of  competent  jurisdiction  has  certified 
that  the  electrical  wiring  throughout  the  premises 
is  in  a  safe  condition.  When  a  house  side  con¬ 
nection  is  made,  the  fire  alarm  cutout  shall  be  the 
first  connection  and  as  near  as  possible  to  the 
meter.  Same  shall  be  enclosed  in  a  locked  or 
sealed  metal  cabinet,  painted  fire  department  red 
and  stenciled  “Interior  Fire  Alarm.”  Fuses  shall 
be  .of  the  enclosed  cartridge  type.  Screw  plug 
fuses  will  not  be  accepted.  The  cutout  shall  be  a 
three  pole  cartridge  fuse  cutout  with  neutral  fuse 
replaced  by  a  solid  copper  bar.  The  smallest  size 
fuse  used  on  a  fire  alarm  system  shall  be  fifteen 
(15)  amperes. 


Isolated  Plants 

12.4  Energy  from  isolated  electric  light  and  power 
plants  shall  be  used  for  fire  alarm  signal  systems 
only  when  there  is  a  more  than  one  generating 
unit  and  the  plant  is  always  in  operation  when  the 
building  is  occupied.  When  only  one  generator 
unit  is  employed,  the  source  of  energy  shall  be 
supplemented  by  storage  battery  or  other  auxiliary 
service.  The  fire  alarm  service  connection  shall 
be  taken  from  the  main  bus  of  the  house  switch¬ 
board  and  installed  in  accordance  with  the  service 
requirements  under  central  stations.  When  a  house 
side  connection  is  made,  the  fire  alarm  cutout 
shall  be  the  first  connection  and  as  near  as  possible 
to  the  meter.  Same  shall  be  enclosed  in  a  locked 
or  sealed  metal  cabinet,  painted  fire  department 
red  and  stenciled  “Interior  Fire  Alarm.”  Fuses 
shall  be  of  the  enclosed  cartridge  type.  Screw 
plug  fuses  will  not  be  accepted.  The  cutout  shall 
be  a  three  pole  cartridge  fuse  cutout  with  neutral 
fuse  replaced  by  a  solid  copper  bar.  The  smallest 
size  fuse  used  on  a  fire  alarm  system  shall  be 
fifteen  (15)  amperes. 

Storage  Battery 

12.5  When  a  storage  battery  equipment  is  used  as  the 
sole  source  of  current  for  a  fire  alarm  signal  sys¬ 
tem,  the  storage  battery  shall  be  provided  in 
duplicate ;  or  an  approved  type  trickle  charger 
may  be  substituted  for  the  duplicate  storage  bat¬ 
tery  located  in  a  room  sufficiently  ventilated.  Such 
installations  shall  be  equipped  with  a  switchboard 
or  panel  of  approved  material  on  which  are 
mounted  volt  meters,  ammeters,  circuit  breakers, 
fuses,  resistances,  switches,  starting  devices  for 
motors,  field  rheostats  for  generator  and  other 
apparatus  required  for  charging  and  operating  the 
battery. 

12.6  Storage  batteries  shall  be  so  located  and  ventilated 
as  to  avoid  danger  of  sparking  contacts  igniting 
flammable  gases  or  vapors. 

In  no  case  shall  a  storage  battery  be  located  in 
the  same  room  with  a  gas  meter. 

Rule  13.  Acceptance  Test 

13.1  Upon  completion  of  a  fire  alarm  signal  system  and 
as  a  condition  of  acceptance,  a  test  of  the  entire 
installation  shall  be  made  under  the  direction  of 
the  Commissioner. 

13.2  All  systems  shall  show  an  insulation  resistance  of 
not  less  than  ten  (10)  megohms  with  signaling 
apparatus  disconnected. 

13.3  The  owner  or  contractors  shall  furnish  all  the 
necessary  tools,  instruments  and  labor  to  conduct 
this  test  when  required  by  the  Commissioner.  The 
contractor  shall  notify  the  Department  having 
jurisdiction  in  writing  at  the  start  and  upon  com¬ 
pletion  of  the  installation. 

Rule  14.  Daily  and  Bi-monthly  Test 

14.1  Every  fire  alarm  system  shall  be  tested  each  morn¬ 
ing  immediately  after  the  hours  of  starting  work. 
No  such  system  shall  be  used  for  any  other  pur¬ 
pose,  except  that  the  daily  dismissal  signals  may 
be  given  if  authorized  by  the  Commissioner.  The 
use  of  the  system  for  fire  drill  purposes  may  be 
considered  a  test  of  those  parts  of  the  system  ac¬ 
tually  used. 

14.2  Each  sending  station  shall  be  tested  at  least  once 
every  two  (2)  months. 

14.3  All  apparatus  requiring  winding  shall  be  rewound 
after  each  operation  and  kept  in  normal  condition. 
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14.4  A  complete  record  of  bi-monthly  tests,  fire  drills 
and  other  operations  of  fire  alarm  systems  shall 
be  kept  subject  to  inspection  by  the  Commissioner. 

Rule  15.  Maintenance 

15.1  Interior  fire  alarm  systems  shall  be  maintained  in 
operating  condition  at  all  times,  unless  the  build¬ 
ings  are  vacated  for  a  period  longer  than  one 
week.  If  the  system  becomes  inoperative  at  any 
time,  it  shall  be  the  duty  of  the  owner  or  the  per¬ 
son  designated  by  him  to  be  in  charge  of  the 
system  to  notify  all  the  occupants  of  the  building 
and  to  take  immediate  steps  to  have  the  system 
restored  to  working  order.  He  shall  also  place 
cards  on  the  fire  alarm  boxes  indicating  that  the 
system  is  out  of  order. 

15.2  If,  for  any  reason,  it  becomes  necessary  to  discon¬ 
nect  the  source  of  current  of  any  system,  the  owner 
or  other  responsible  person  shall  notify  the  Com¬ 
missioner  in  advance  of  such  disconnection,  stating 
the  reason  therefor. 

15.3  In  systems  using  break  glass  type  stations,  at 
least  one  (1)  extra  glass  for  each  station  in  the 
system  shall  be  kept  on  the  premises. 

Rule  16.  Alarm  Boxes 

16.1  In  fire  alarm  signal  systems  the  metal  case  en¬ 
closing  exposed  or  surface  alarm  boxes  shall  be 
of  cast  iron  and  drilled  and  tapped  to  receive  the 
conduit.  When  exposed  to  moisture  the  box  shall 
be  enclosed  in  a  suitable  weather-proof  outer  shell. 
In  new  buildings,  approved  back  boxes  embedded 
in  the  wall  may  be  used  and  the  conduits  shall  be 
properly  secured  by  lock  nuts  and  bushings. 

16.2  All  current  carrying  parts  shall  be  insulated  from 
parts  of  opposite  polarity  with  approved  insulating 
material. 

16.3  All  coded  pull  lever  type  stations  shall  be  fitted 
with  a  door  to  protect  the  pull  lever  against  ac¬ 
cidental  injury.  Such  door  shall  have  a  handle 
rigidly  secured  thereon  and  be  so  constructed  as 
to  open  readily.  The  wording  "In  Case  of  Fire 
Open  Door  and  Pull  Down  Lever”  in  raised  let¬ 
ters  or  equivalent  instructions  shall  appear  on  the 
door. 

16.4  All  break-glass  type  fire  alarm  boxes  shall  be  pro¬ 
vided  with  suitable  hammers  on  chains  of  ap¬ 
proved  type  attached  to  or  near  the  boxes  with 
which  the  glass  can  readily  be  broken ;  or  other 
methods  may  be  used  to  break  the  glass  when  ap¬ 
proved  by  the  Commissioner. 

16.5  All  break-glass  boxes  shall  have  in  raised  letters 
on  the  fronts,  the  words  "Fire  Alarm — In  Case  of 
Fire  Break  Glass,”  and  such  additional  instruc¬ 
tions  as  may  be  necessary  to  send  an  alarm. 

16.6  The  box  or  station  shall  be  so  designed  that  once 
started,  the  proper  transmission  of  a  complete  set 
of  signals  cannot  be  interfered  with  by  manipula¬ 
tion  of  its  starting  device. 

16.7  Each  closed  circuit  coded  box  or  station  shall  be 
arranged  to  send  a  definite  code  of  signals  to  in¬ 
dicate  the  floor  or  portion  of  same  on  which  it  is 
located. 

16.8  Not  less  than  three  (3)  or  more  than  twenty  (20) 
taps  or  blasts  shall  be  given  at  each  revolution 
of  the  code  wheel. 

16.9  The  code  wheel  shall  revolve  at  least  four  (4) 
times  for  each  operation  of  its  starting  device  and 
be  of  metal  properly  insulated  from  ground. 

16.10  Boxes  or  stations  used  in  systems  in  which 
whistles,  vibrating  bells  or  horns  are  employed 


shall  be  so  timed  that  the  sounding  devices  will 
give  the  code  signal  clearly. 

16.11  Contact  points  shall  be  in  multiple. 

16.12  Contact  points  and  contacts  of  the  testing  devices 
shall  be  of  silver  or  other  approved  material  and 
be  of  the  scraping  type,  secured  in  a  substantial 
manner  to  phosphor  bronze  or  other  approved  ma¬ 
terial  springs,  and  be  so  designed  as  to  positively 
break  a  circuit  carrying  one-tenth  (1/10)  ampere 
at  two  hundred  and  fifty  (250)  volts  under  ac¬ 
tual  working  conditions. 

16.13  Lever  boxes  shall  be  so  designed  as  to  auto¬ 
matically  wind  when  the  lever  is  pulled  for  an 
alarm.  Boxes  requiring  glass  replacements  shall 
be  so  arranged  that  replacement  cannot  be  made 
without  resetting  mechanism  for  another  alarm. 

16.14  Where  it  becomes  necessary  to  install  more  than 
one  set  of  contacts  operating  from  code  wheel, 
permission  in  writing  in  advance  must  be  obtained 
from  the  Commissioner.  This  shall  not  include 
pre-signal  features. 

16.15  The  box  shall  have  plainly  marked  thereon  its 
code  signal  number. 

Rule  17.  Non-Coded  Boxes 

17.1  Non-coded  closed  circuit  fire  alarm  stations  may 
be  operated  by  a  break-glass  or  pull  lever  device  so 
arranged  that  the  alarm  cannot  be  interfered  with 
except  by  resetting  or  replacement  of  the  glass 
by  an  authorized  person. 

17.2  The  construction  and  materials  shall  be  equal  to 
that  of  the  standard  approved  type  coded  closed 
circuit  station  except  that  the  contacts  shall  be  of 
ample  capacity  to  safely  carry  the  entire  operating 
current  of  the  gong  circuit  without  excessive 
heating. 

Rule  18.  Station  Testing  Devices 

18.1  Each  fire  alarm  system  shall  be  provided  with  an 
auxiliary  device  to  test  the  signaling  devices,  lo¬ 
cated  in  one  of  the  alarm  boxes  or  mounted  on 
the  control  board  Such  testing  devices  shall  be 
arranged  to  make  the  test  without  operating  the 
break  wheel  of  the  box  or  interfering  with  the 
dual  operating  feature. 

18.2  Provision  shall  be  made  for  a  silent  test  of  coded 
alarm  box  mechanisms  without  operating  the  sig¬ 
naling  devices.  Such  device  shall  be  designed  to 
prevent  any  persons  except  those  in  authority 
from  operating  the  same  and  to  prevent  the  pos¬ 
sibility  of  the  box  being  left  inoperative  after  the 
test. 

Rule  19.  Supervising  Current 

19.1  A  small  current  flow  to  constantly  supervise  each 
circuit  shall  be  maintained.  A  milliammeter,  or 
other  approved  current  indicator  shall  be  provided 
and  so  connected  as  to  indicate  the  supervising 
current. 

19.2  The  supervising  circuit  shall  be  provided  with  a 
trouble  bell  operating  on  open  circuit  arranged  to 
ring  continuously  in  case  of  failure  of  the  system. 
The  trouble  bell  shall  be  so  located  that  it  will  be 
within  audible  range  of  some  responsible  person 
in  the  building  and  shall  be  connected  to  the  elec¬ 
tric  light  or  power  service  in  the  building.  Per¬ 
mission  may  be  granted  by  the  Commissioner  to 
connect  the  trouble  bell  to  a  battery  of  approved 
type. 

19.3  Trouble  bells  shall  not  be  fitted  with  silencing 
switches  except  in  such  a  manner  that  the  act  of 
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silencing  the  bell  by  the  operation  of  the  switch, 
automatically  and  positively  transfers  the  trouble 
signal  to  a  red  lamp  on  the  control  board  fed  by 
some  auxiliary  source  of  current  supply.  This 
auxiliary  source  of  current  shall  be  a  house  light¬ 
ing  circuit  or  any  other  approved  source. 

19.4  The  trouble  bell  shall  be  of  an  approved  design  of 
the  vibrating  type  and  give  a  distinctive  signal. 

Rule  20.  Protection  of  Sending  and  Sounding 
Devices 

20.1  In  fire  alarm  signal  systems,  all  moving  parts  of 
sending  stations  and  sounding  devices  shall  be 
enclosed  in  metal  casings,  made  dust-proof  and 
damp-proof  when  necessary,  and  clearly  marked 
with  instructions  for  use. 

20.2  Whenever  necessary,  hammer  rods  of  gongs  shall 
be  suitably  protected  against  mechanical  injury 
or  derangement  by  the  use  of  a  guard  or  other 
suitable  means.  If  subject  to  mechanical  injury, 
the  entire  device  shall  also  be  enclosed  in  a  pro¬ 
tecting  case  made  of  approved  wire  netting  or 
perforated  metal.  All  casings  shall  be  insulated 
from  current  carrying  parts,  but  shall  be  grounded 
to  the  conduit. 

Rule  21.  Standards  of  Electric  Alarm  Apparatus 

21 . 1  All  electrically  actuated  apparatus  used  in  fire 
alarm  systems  shall  be  so  designed  and  constructed 
that  it  will  operate  satisfactorily  at  a  current  flow 
of  twenty-five  (25)  per  cent  above  or  below  the 
normal  operating  current. 

Insulation 

21.2  Insulating  materials  used  in  electric  fire  alarm 
signal  systems  shall  be  varnished  cambric,  bake- 
lite,  mica  or  other  approved  insulating  material. 

21.2.1  The  use  of  fibre  or  paper  as  an  insulating 
material  for  fire  alarm  signal  systems  shall 
n,ot  be  permitted. 

21.3  The  insulating  material  used  on  electric  fire  alarm 
signal  systems  shall  be  capable  of  withstanding  an 
insulation  break-down  test  of  one  thousand  (1000) 
volts  A.  C.  plus  twice  operating  voltage  applied 
for  one  (1)  minute. 

Electro-Magnets 

21.4  Electro-magnet  windings  shall  be  impregnated 
with  an  insulating  moisture  repelling  compound 
or  shall  be  of  silk  enameled  wire. 

21.5  Electro-magnet  coils  to  be  used  on  alternating 
current  when  composed  of  enameled  wire  shall 
have  an  additional  approved  insulation  on  each 
wire.  The  coils  may  be  of  the  form  wound  type. 

21.6  A  protective  cover  to  prevent  mechanical  injury 
shall  be  provided  over  the  entire  coil. 

21.7  Electro-magnet  coils  shall  be  securely  fastened  to 
prevent  floating. 

21.8  Electro-magnet  cores  shall  be  of  the  best  grade 
of  ferrous  material  so  as  to  reduce  to  a  minimum 
the  possibility  of  failure  due  to  residual  mag¬ 
netism. 

21.9  Electro-magnet  cores  for  use  on  alternating  cur¬ 
rent  shall  be  of  laminated  construction  or  other 
approved  method  to  prevent  heating  and  promote 
efficiency. 

21 . 10  Electro-magnet  cores  of  relays  and  gongs  shall 
be  treated  to  prevent  corrosion. 

21.10.1  Paint  or  varnish  for  this  purpose  shall 
not  be  used. 


21.11  Non-magnetic  freeze  pins  shall  be  used  which  will 
prevent  two  magnet  surfaces  coming  in  actual 
contact. 

Gongs 

21.12  Gong  shells  shall  be  pinned  to  prevent  turning  and 
then  securely  fastened  to  its  support  by  a  machine 
cap  screw  at  least  three-eighths  04)  inch  in 
diameter. 

21.13  Gong  shells  shall  be  covered  with  an  approved 
rust  preventive. 

21 . 14  The  gong  shell  support  and  gong  frames  shall  be 
cast  in  one  piece. 

Wiring 

z,i.l5  All  connections  shall  be  properly  protected,  se¬ 
curely  made  and  where  subject  to  motion  shall  be 
of  approved  flexible  wire. 

21.16  All  wiring  of  control  board,  station  and  gong  cir¬ 
cuits  shall  be  at  least  No.  14  B.  &  S.  gauge. 

21.17  Binding  posts  shall  be  of  such  a  character  that 
the  wire  is  held  between  two  flat  surfaces. 

21 . 18  Binding  posts  shall  be  mounted  on  an  approved 
■  terminal  block  or  insulating  strip  spaced  not  nearer 

than  one-half  (]/2)  inch  to  each  other,  unless  sepa¬ 
rated  by  approved  barriers. 

Relays 

21.19  The  armatures  of  all  relays  shall  depend  on  grav¬ 
ity  or  magnetic  attraction  for  their  operation. 

21.19.1  This  action  may  be  assisted  by  flat  type 
springs  when  approved  by  the  Commis¬ 
sioner. 

21.19.2  The  use  of  spiral  springs  is  prohibited. 

21.20  Adjustments  shall  be  of  such  a  character  that 
they  can  be  securely  locked. 

21.21  Contact  points  shall  be  ample  in  area  not  only  to 
take  care  of  current  used  in  operation  but  to 
insure  long  life  and  shall  be  of  pure  silver,  or 
other  approved  material,  properly  riveted  to  their 
support. 

21.22  Contact  arms  shall  be  of  phosphor  bronze  and  be 
of  the  dead  beat  type. 

21.23  Contact  assemblies  shall  be  of  such  a  character 
that  their  operation  will  be  of  a  scraping  self¬ 
cleansing  nature. 

21.24  The  use  of  condensers  across  contacts  to  absorb 
the  arc  or  in  any  part  of  a  fire  alarm  circuit  is 
prohibited. 

21.25  Relays  shall  be  free  from  objectionable  hum  when 
used  on  alternating  current. 

Rale  22.  Time  Limit  Delay  Device 

22.1  All  gong  circuits  shall  and  special  signal  apparatus 
may  when  required  by  the  Commissioner,  be  pro¬ 
tected  by  a  Time  Limit  Delay  Device. 

Note:  This  time  limit  delay  device  shall  consist 
of  a  heating  coil  so  designed  that  the  nor¬ 
mal  operating  current  will  have  little  or 
no  effect  upon  a  thermostatic  bi-metal  bar 
or  strip  contained  therein.  Any  abnormal 
increase  over  operating  current  or  the  con¬ 
tinued  accumulative  heating  effect  thereof 
after  a  period  of  not  less  than  three  (3) 
minutes  nor  more  than  twenty  (20)  min¬ 
utes  shall  cause  the  thermostatic  element 
to  expand.  The  expansion  of  this  element 
shall  automatically  open  the  source  of  cur¬ 
rent  supply  to  the  gongs  or  devices  pro¬ 
tected. 
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22.2  The  operation  of  the  time  limit  delay  device  shall 
cause  the  trouble  bell  to  ring. 

22.3  Time  limit  delay  devices  shall  be  so  connected 
in  the  fire  alarm  circuit  that  their  operation  will 
not  open  the  fire  alarm  box  circuits. 

22.4  Where  due  to  the  extent  of  the  installation,  it  be¬ 
comes  necessary  to  install  a  number  of  time  limit 
delay  devices,  the  operation  of  a  single  time  limit 
delay  device  shall  not  affect  other  sounding  devices 
similarly  protected. 

22.5  A  contactor  relay  to  operate  the  sounding  devices 
shall  be  provided  on  all  direct  current  gong  cir¬ 
cuits  exceeding  three  (3)  and  all  alternating  cur¬ 
rent  gong  circuits  exceeding  two  (2)  in  number. 

22.6  Gong  circuits  not  requiring  contactor  relays  shall 
be  operated  by  contacts  properly  placed  on  the 
armature  of  the  box  circuit  relay. 

22.7  A  separate  time  limit  delay  device,  contactor 
relay,  contactor  supervisory  relay  and  gong  super¬ 
visory  relay  shall  be  provided  for  eaqh  four  (4) 
gong  circuit  or  fraction  thereof. 

Switches 

22.8  Triple  pole,  double  throw,  broken  back  knife 
switches  properly  supervised  and  connected  to 
emergency  resistors  shall  be  provided  on  all  box 
and  gong  circuits  when  they  exceed  three  (3)  in 
number. 

Instruments 

22.9  A  separate  approved  milliammeter  or  other  ap¬ 
proved  current  indicating  device  shall  be  provided 
for  the  box  circuit  and  each  four  (4)  gong  circuit 
on  the  control  board  when  the  gong  circuits  exceed 
three  (3)  in  number.  A  separate  milliammeter 
shall  be  provided  to  indicate  the  supervisory  cur¬ 
rent  of  contactor  relays  and  emergency  switch 
circuits.  This  meter  shall  be  known  as  the  Board 
Meter. 

Resistors 

22.10  Resistors  shall  be  mounted  on  the  front  or  face 
of  control  panels  and  shall  be  of  vitreous  enam¬ 
eled  type. 

Note:  Wire  wound  resistors  when  protected  by 
a  suitable  metal  guard  may  be  used  in  spe¬ 
cial  cases  when  approved  by  the  Commis¬ 
sioner. 

22.11  Ferrule  or  knife  contact  type  resistors  shall  not 
be  used. 

22.12  A  protective  resistor  shall.be  placed  in  the  nega¬ 
tive  or  live  lead  of  all  box  circuits  to  protect  the 
contacts  of  the  boxes  in  the  event  of  a  ground. 

22.12.1  This  resistor  shall  be  not  less  than  three- 

hundred  (300)  nor  more  than  seven  hun¬ 
dred  and  fifty  (750)  ohms  resistance. 

Rule  23.  Control  Boards 

23.1  All  relays,  current  indicators,  resistances,  time 
limit  delay  devices  and  other  apparatus  used  in 
connection  with  the  operation  and  supervision  of 
closed  circuit  fire  alarm  signal  systems  shall  be 
properly  mounted  on  a  panel  of  approved  material, 
in  a  metal  cabinet  provided  with  lock  and  key. 
The  control  board  shall  be  located  in  a  place  sub¬ 
ject  to  the  least  vibration,  free  from  moisture, 
inflammable  gases,  dust  and  mechanical  injury  and 
under  frequent  view  of  a  responsible  occupant  of 
the  building  delegated  by  the  owner  to  be  in 
charge. 

23.2  Control  board  panels  shall  be  of  insulating  mate¬ 


rial  such  as  ebony  asbestos,  bakelite  or  other  ap¬ 
proved  materials  at  least  one-half  (}4)  inch  in 
thickness. 

23.3  Control  boards  mounted  in  each  cabinet  shall  be 
securely  fastened  in  each  corner. 

23.4  Provision  shall  be  made  for  ample  wire  gutter 
space  around  the  panel. 

23.5  Conduit  knockouts  shall  not  be  provided  in  top 
of  control  board  cabinet. 

23.6  An  approved  wiring  diagram  of  the  alarm  system 
and  card  of  instruction  properly  marked  and  se¬ 
curely  fastened  shall  be  provided  within  the  con¬ 
trol  board  cabinet.  When  it  becomes  necessary 
to  mount  the  diagram  outside  of  the  cabinet,  the 
diagram  shall  be  properly  framed  under  glass. 

23.7  All  control  board  cabinets  shall  be  provided  with 
sight  hole  and  glass  panel  to  make  meters  on 
the  inside  of  the  cabinets  visible  from  the  outside. 

23.8  Wires  in  gutter  spaces  shall  be  properly  laced  in 
a  neat  and  workmanlike  manner  on  all  control 
boards  having  a  capacity  for  more  than  three  (3) 
gong  circuits. 

Rule  24.  Battery  Cabinets 

24.1  All  electric  batteries  for  fire  alarm  signal  systems 
shall  be  placed  in  substantial  protecting  cabinets 
thoroughly  ventilated,  elevated  not  less  than  one 
(1)  nor  more  than  five  (5)  feet  above  the  floor 
and  located  in  clean,  dry  and  cool  places  where 
the  temperature  will  not  be  less  than  forty  (40) 
nor  more  than  one  hundred  and  ten  (110)  degrees 
Fahrenheit.  Main  battery  cabinets  shall  be  so 
constructed  that  the  condition  of  the  elements  may 
be  observed  without  disturbing  the  cells. 

24.2  Metal  battery  cabinets  shall  be  constructed  of  sheet 
iron  or  steel,  not  less  than  No.  14  U.  S.  gauge  in 
thickness,  properly  reinforced  by  angle  irons,  with 
self-closing  doors  provided  with  lock  and  key  and 
wood  shelves  not  less  than  seven-eighths  (^j)  of 
an  inch  thick,  unless  the  battery  is  of  the  spray- 
proof  type,  properly  fastened  and  secured  to  pre¬ 
vent  sagging.  The  interior  and  the  exterior  of 
the  cabinet  shall  be  protected  with  three  (3)  coats 
of  asphaltum  compound,  each  coat  to  be  thor¬ 
oughly  dry  before  the  next  is  applied,  or  with 
baked  enamel. 

24.3  Wood  battery  cabinets  shall  be  constructed  of 
the  first  grade  of  kiln  dried  wood  not  less  than 
seven-eighths  (%)  of  an  inch  thick  and  shall  be 
provided  with  self-closing  door  and  approved  lock. 
The  shelves  shall  be  not  less  than  seven-eighths 
(7/i)  of  an  inch  thick  properly  fastened  and  se¬ 
cured  to  prevent  sagging.  The  cabinet  shall  be 
of  substantial  construction  painted  on  the  interior 
with  three  (3)  coats  of  asphaltum  compound  and 
on  the  exterior  with  three  (3)  coats  of  lead  paint 
or  two  (2)  coats  of  varnish. 

24.4  Storage  batteries  may  be  placed  on  enamaled  metal 
battery  racks,  provided  the  batteries  are  installed 
in  a  place  where  they  will  not  be  subject  to  me¬ 
chanical  injury,  and  will  be  ventilated  as  required 
in  Rule  12.6. 

Rule  25.  Painting  of  Equipment 

25.1  All  enclosing  cases  for  fire  alarm  apparatus  shall 
be  finished  in  fire  department  red,  except  where 
special  permission  is  given  by  the  Commissioner 
to  deviate  from  this  requirement 

Rule  26.  Closed  Circuit  Annunciators 

26.1  Annunciators  used  in  connection  with  Class  3  fire 
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alarm  systems  shall  be  of  an  approved  closed  cir¬ 
cuit  type. 

26.2  The  annunciator  shall  have  approved  type  of  re¬ 
lays  equipped  with  a  suitable  target,  shutter  or 
other  indicating  device. 

26.2.1  The  indicating  device  shall  have  marked 
thereon  a  suitable  description  of  the  pur¬ 
pose  it  serves. 

26.3  The  printed  designation  on  unit  or  building  annun¬ 
ciator’s  indicators  shall  be  legible.  The  mecha¬ 
nism  shall  be  so  arranged  that  once  operated  the 
indicating  device  shall  be  reset  manually. 

26.4  A  unit  annunciator  shall  be  so  designed  that  the 
operation  of  any  station  in  the  unit  shall  cause  a 
visible  and  audible  signal. 

26.5  The  unit  annunciator  shall  be  actuated  by  contact 
on  code  wheel  of  the  fire  alarm  station  or  by  con¬ 
tact  on  a  relay  connected  to  the  fire  alarm  box 
circuit.  In  no  case  shall  the  station  fire  alarm 
circuit  be  used  for  this  purpose. 

26.6  Trouble  annunciators  shall  be  so  arranged  that 
the  indicating  device  will  reset  automatically  when 
cause  of  trouble  has  been  removed. 

26.7  The  trouble  annunciator  shall  be  so  designed  that 
it  will  indicate  visible  and  audible  trouble  signals 
in  the  event  of  trouble  occurring  on  any  circuit, 
control  board  or  unit  annunciators. 


26.8  The  trouble  annunciator  shall  be  actuated  by  the 
operation  of  contacts  on  all  supervisory  relays. 
26.8.1  Each  relay  of  this  annunciator  shall  be 

provided  with  two  (2)  sets  of  contacts  so 
arranged  that  one  will  operate  the  one 
hundred  and  ten  (110)  volt  trouble  signal, 
the  other  set  to  actuate  the  register  if  a 
register  is  used. 

26.9  A  trouble  buzzer  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  unit  annunciator  cabinet  on 
the  panel. 

26.10  A  trouble  bell,  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  trouble  annunciator  cabinet 
on  the  panel.  Trouble  bell  may  be  placed  at  a 
distance  from  the  annunciator  by  special  permis¬ 
sion  of  the  Commissioner. 

26.11  Relay  drops  of  annunciator  shall  be  so  designed 
that  vibration  from  without  or  that  caused  by  the 
trouble  signal  within  will  not  operate  the  indicat¬ 
ing  devices. 

26.12  All  annunciators  shall  be  installed  in  a  separate 
red  enameled  steel  cabinet  provided  with  an  ap¬ 
proved  lock  and  key. 

26.13  Annunciators  shall  be  properly  marked  in  white 
letters  at  least  one  (1)  inch  high  with  the  words: 
“Fire  Alarm  Annunciator”  Zone  —  or  “Fire  Alarm 
Trouble  Annunciator,”  whichever  the  case  may  be. 


SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
is  are  specified  in  Rule  2  of  these  rules,  and  then  only 
ifter  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
jf  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
:ntrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
3ther  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
nade  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
)eriod,  not  exceeding  one  year,  and  shall  not  be  renewed 
ipon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
ermining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
inder  which,  the  hours  between  which,  and  the  place  or 
daces  in  such  factory  where  smoking  may  be  permitted, 
ind  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
pecified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
nies  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
sause  for  the  revocation  of  such  permit  by  the  administra- 
ive  official,  and  he  shall  not  again  issue  a  permit  for  the 
ame  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that  : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops; 

Smelting; 

Stone  or  monumental  works; 
provided  that  in  any  case: 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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EXTRACTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  OF  THE  CITY  OF  NEW  YORK 
RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDED  JANUARY  29,  1935. 


ARTICLE  1. 

General  Provisions. 

§1.  Definitions. 

Unless  otherwise  expressly  stated,  whenever  used  in  this 
chapter  the  following  terms  shall  respectively  be  deemed 
to  mean : 

33.  Refrigerating  system,  a  combination  of  apparatus  in 
which  a  refrigerant  is  circulated  for  the  purpose  of  ex¬ 
tracting  heat. 

(a)  The  parts  of  the  system  are  the  compressor,  gen¬ 
erator,  condensor,  absorber,  receiver,  shell  type  or  tube  type 
apparatus,  pipes,  vessels,  or  other  parts,  containing  refrig¬ 
erant. 

(b)  Direct  refrigeration,  a  system  in  which  the  refrig¬ 
erant  is  circulated  to  the  substance  or  space  refrigerated. 

(c)  Indirect  refrigeration,  a  system  in  which  brine 
cooled  by  the  refrigerant  is  circulated  to  the  substance  or 
space  refrigerated. 

(d)  Refrigerant  is  the  chemical  agent  other  than  brine 
used  to  produce  refrigeration. 

(e)  Irritant  refrigerant,  any  refrigerant  which  when 
breathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  of  the 
hydrocarbon  class. 

(g)  Flammable  refrigerant,  any  refrigerant  which  will 
burn  or  explode  when  mixed  with  certain  proportions  of 
air. 

(h)  Refrigerating  machinery  room,  a  room  in  which 
is  located  a  refrigerating  system  containing  refrigerant,  but 
not  including  expansion  coils  when  located  in  cold  storage 
rooms  or  expansion  coils  when  located  in  refrigerator  boxes. 

(i)  Factor  of  safety,  the  multiple  three  and.  one-third 
(3/4).  the  product  of  which  and  the  test  pressure,  con¬ 
stitutes  the  probable  rupture  pressure. 

(j)  Pressure  imposing  element,  that  apparatus  which 
draws  the  refrigerant  from  the  low  pressure  or  low  tem¬ 
perature  side  of  the  system  and  discharges  it  into  the  high 
pressure  or  high  temperature  side  of  the  system. 

(k)  Pressure  limiting  device,  a  pressure  or  temperature 
responsive  mechanism  for  automatically  stopping  the  oper¬ 
ation  of  the  pressure  imposing  element. 

(l)  Brine,  any  liquid  which  having  been  cooled  by  the 
refrigerating  system  is  used  for  the  transmission  of  heat. 

(m)  Pressure  relief  device,  a  pressure  relief  valve,  a 
rupture  member,  fusible  plug  or  other  approved  device  for 
relieving  the  pressure. 

(n)  Pressure  relief  valve,  a  valve  held  shut  by  a  spring 
or  other  means  to  automatically  relieve  pressure  in  excess 
of  its  setting. 

(o)  Rupture  member,  a  device  that  will  automatically 
rupture  at  a  pre-determined  pressure. 

(p)  Liquid  receiver,  a  vessel  permanently  connected  to 
a  system  by  inlet  and  outlet  pipes  for  storage  of  a  liquid 
refrigerant. 

(q)  Container,  a  cylinder  for  the  shipment  of  refrig¬ 
erant  constructed  to  conform  to  the  regulations  of  the 
Interstate  Commerce  Commission. 

(r)  Mixer,  a  vessel  or  device  in  a  system  for  mixing 
the  ammonia  or  other  soluble  vapor  with  water. 

(s)  .  Stop  valve,  a  cut-off  valve  for  use  during  normal 
operation. 

(t)  Service  valve,  a  key-operated  shut-off  valve  used 
only  during  shipment,  installation  or  repairs., 

(u)  Fusible  plug,  a  device  having  a  predetermined- 
temperature  fusible  member  for  the  relief  of  pressure. 

(v)  Public  buildings,  business  buildings,  and  residence 
buildings  are  buildings  as  so  defined  by  section  70,  Article 
4,  of  the  Building  Code  of  the  City  of  New  York. 

NOTE:  Public  Building*.  Public  buildings  are  build¬ 
ings  or  parts  of  buildings  in  which  persons  congregate  for 
civic,  political,  educational,  religious  or  recreational  pur¬ 


poses,  or  in  which  persons  are  harbored  to  receive  medical 
charitable  or  other  care  or  treatment,  or  in  which  person: 
are  held  or  detained  by  reason  of  public  or  civic  duty,  oi 
for  correctional  purposes,  including  among  others,  cour 
houses,  schools,  colleges,  libraries,  museums,  exhibitior 
buildings,  lecture  halls,  churches,  assembly  halls,  lodg< 
rooms,  dance  halls,  theatares,  bath  houses,  hospitals,  asy¬ 
lums,  armories,  fire  houses,  police  stations,  jails  and  pas¬ 
senger  depots. 

NOTE: — Residence  Buildings.  Residence  buildings  art 

buildings  or  parts  of  buildings  in  which  sleeping  accommo¬ 
dations  are  provided,  except  such  as  may  for  other  reasons 
be  classed  as  public  buildings,  including  among  others, 
dwellings,  tenement  houses,  hotels,  lodging  houses,  dormi¬ 
tories,  convents,  and  studios  and  club  houses  having  sleep¬ 
ing  accommodations. 

NOTE: — Business  Buildings.  Business  buildings  are 

buildings  or  parts  of  buildings,  which  are  not  public  build¬ 
ings  or  residence  buildings,  including  among  others,  office 
biddings,  stores,  markets,  restaurants,  warehouses,  freight 
depots,  car  barns,  stables,  garages,  factories,  laboratories, 
smoke  houses,  grain  elevators  and  coal  pockets. 


ARTICLE  3. 

Bonds  and  Fees. 

§43.  Fees  for  Permits. 

Applicants  for  permits  under  the  provisions  of  this  chap 

ter  shall  pay  annual  fees  as  follows : 

35.  Refrigerating  systems : 

Class  A  systems . 

$20.00 

Class  B  systems . 

10.00 

Class  C  systems  containing  over  six  pounds 
of  refrigerant  . 

5.00 

Class  C  systems  containing  six  pounds  or 
less  of  refrigerant . 

1.00 

ARTICLE  18. 
Refrigerating  Systems. 

Section  216.  Permits. 

217.  Supervision. 

218.  Classification. 

219.  Permissible  locations. 

220.  Machinery  rooms  and  ventilation. 

221.  Open  flames  and  electrical  equipment. 

“  222.  Testing. 

223.  Piping. 

224.  Safety  devices. 

225.  Size  of  safety  devices. 

226.  Location  and  discharge  of  safety  devices. 

227.  Operating  precautions. 

228.  Equipment  diagrams. 

§216.  Permits. 

(a)  Except  as  hereinafter  provided  in  this  article  it 
shall  be  unlawful  to  maintain  or  operate  a  refrigerating 
system  without  a  permit. 

(b)  A  permit  will  not  be  required  for  a  Class  C  system 
when  maintained  or  operated  in  the  residence  portion  of  a 
dwelling  containing  not  more  than  two  families,  or  in  the 
residence  portions  of  either  a  tenement  house  or  a  business 
building. 

(c)  No  refrigerating  system  shall  be  maintained  or  op¬ 
erated  employing  a  refrigerant  other  than  those  specified 
in  this  article  without  a  permit  issued  upon  such  condi¬ 
tions,  consistent  with  the  provisions  of  this  article,  as  are 
deemed  by  the  fire  commissioner  necessary  in  the  interest 
of  public  safety. 

NOTE: — The  Fire  Chief  and  Commissioner  prescribed 
under  date  of  April  4,  1934,  the  following: 
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1.  That  the  refrigerants  dichlorodifluoromethane,  known 
is  “Freon”  (“Kinetic  No.  12”  also  “F-12”)  CClaF,  also 
lichlorotetrafluoroethane  (“F-114”)  C2CUF4  and  mono- 
luorotrichloromethane  (“F-ll”  CFCls  are  non-flammable 
ind  non-irritant,  unless  otherwise  hereinafter  provided,  and 
•hall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances,  as 
;uch,  except,  when  used  in  a  room  or  rooms  in  which  there 
s  an  open  flame  or  apparatus  to  produce  an  open  flame, 
vhen  the  provisions  of  said  article  covering  irritant  re- 
rigerants  shall  apply. 

2.  That  refrigerating  systems  employing  F-ll;  F-12  or 
M14  are  restricted  to  parts  of  a  building  so  specified  in 
Section  219  (b)  for  refrigerants  other  than  non-irritant 
ind  non-flammable. 

3.  That  refrigerating  systems  employing  F-ll;  F-12  or 
'■114  used  for  air  conditioning  are  restricted  to  the  indi- 
ect  method  except  that  the  direct  method  may  be  used  in 
tarts  of  a  building  so  specified  in  Section  219  (b)  for  re- 
rigerants  other  than  non-irritant  and  non-flammable. 

4.  That  refrigerating  systems  employing  F-ll;  F-12  or 
'-114  shall  not  be  installed  or  maintained  in  or  on  the 
tairways,  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
ny  building. 

5.  That  refrigerating  systems  employing  F-ll;  F-12  or 
'-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un- 
ess  the  entire  system  is  confined  in  a  fireproof  machinery 
00m,  used  for  no  other  purpose,  and  in  which  no  open 
ame  shall  be  employed,  except  that  the  Class  “C”  system 
ontaining  not  more  than  10  pounds  of  refrigerant  may  be 
sed  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
f  the  building  by  a  tight  fitting  self-closing  door  or  doors 
nd  provided  with  a  window  or  windows  to  the  outside 
ir.  All  open  flames,  and/or  apparatus  for  producing  an 
pen  flame,  in  diet  kitchens  where  these  refrigerants  are 
sed  shall  be  vented  to  the  outside  air  as  herinafter  re- 
uired  in  Paragraph  8. 

6.  That  refrigerating  systems  employing  F-ll;  F-12  or 
-114  may  be  installed  or  maintained  in  a  hospital  private 
3om,  having  tight  partitions  and  tight  fitting  self-closing 
oor  or  doors  and  where  not  more  than  two  persons  are 
elpless  and/or  given  medical  treatment,  provided  there  is 
0  open  flame  and/or  apparatus  for  producing  an  open 
ame  in  such  room  and  when  the  system  contains  not  more 
lan  10  pounds  of  refrigerant. 

7.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
-114  shall  not  be  installed  or  maintained  in  a  theatre 
id/or  motion  picture  theatre  unless  the  entire  system  is 
rnfined  in  a  fireproof  machinery  room,  used  for  no  other 
irpose,  and  in  which  no  open  flame  and/or  apparatus  to 
"oduce  such  open  flame  shall  be  employed. 

8.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
-114  when  used  in  a  room  or  rooms  in  which  there  is  an 
)en  flame  or  apparatus  to  produce  such  open  flame,  such 
5en. flame  and/or  apparatus  shall  be  provided  with  a  hood 
id  independent  mechanical  ventilation  so  arranged  as  to 
mvey  all  the  products  of  combustion  to  the  outside  of  the 
filding.  This  provision  shall  apply  only  to  diet  kitchens 

hospitals  and  to  Class  “C”  systems  in  schools,  churches, 
ince  halls,  court  rooms,  police  stations,  jails,  asylums, 
ibways,  passenger  depots,  rooms  opening  into  passenger 
:pots  and/or  subways  and  such  other  places  as  are  deemed 
'  the  Fire  Commissioner  necessary  in  the  interest  of  pub- 
:  safety. 

?•  .That  each  refrigerating  machinery  room  in  any 
lilding  in  which  F-ll;  F-12  or  F-114  are  used,  shall  be 
aintained  vappr-tight  and  provided  with  tight  fitting,  self- 
asing  doors,  in  accordance  with  Section  220-1- (a). 

10.  That  each  refrigerating  machinery  room  in  which 
11;  F-12  or  F-114  is  used,  shall  be  adequately  ventilated 
rectly  to  the  outside  air  in  accordance  with  Section  220- 
)  a-b-c  and  d. 

11.  Tests  pressures  and  setting  of  safety  valves  for  sys- 
11  s  employing  F-ll,  F-12  or  F-114,  shall  be  included  in 
ction  222  fa)  as  follows: 


Refrigerant  Column  No.  1  Column  No.  2  Column  No.  3 
F-ll  25  15  15 

F-12  180  120  135 

F-114  60  30  30 

12.  That  the  size  of  pressure  relief  valves  for  systems 
in  which  F-ll,  F-12  or  F-114  is  employed,  shall  be  as 
follows : 

Capacity  of  System  Number  Required 

Up  to  30  tons  One  )4  inch 

30  to  60  “  One  ^  “ 

60  to  100  “  One  1 

100  to  175  “  One  1)4  inches 

175  to  250  “  One  1^4  “ 

250  to  450  “  One  2 

450  to  900  “  Two  2 

13.  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con¬ 
form  with  Section  227-3  (e)  for  other  refrigerants. 

14.  That  all  other  sections  or  parts  of  Article  18  of  the 
Refrigerating  Code  not  so  mentioned,  shall  be  complied 
with. 

15.  That  refrigerating  systems  employing  F-ll,  F-12  or 
F-114,  installed  prior  to  May  19,  1932,  shall  be  inspected, 
and  if  found  to  comply  with  the  rules,  or  if  in  the  opinion 
of  the  Fire  Commissioner,  the  installations  are  of  a  non- 
hazardous  character,  a  permit  may  be  issued.  Installations 
which  have  been  made  in  hospitals,  theatres,  asylums  and 
places  of  public  assembly  shall  be  made  to  comply  strictly 
with  these  rules. 


(d)  A  permit,  where  required,  shall  be  applied  for 
forty-eight  hours  after  installation  is  completed,  contain¬ 
ing  the  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system. 

(e)  Only  the  refrigerant  specified  in  the  permit  shall 
be  used  in  the  system. 

(f)  Refrigerating  systems  to  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
to  such  conditions  as  are  deemed  necessary  by  the  fire 
commissioner. 


§  2 1 7.  Supervision. 

(a)  No  refrigerating  system  containing  more  than  fifty 
(50)  pounds  of  refrigerant  shall  be  maintained  or  operated 
in  any  building  except  under  the  personal  supervision,  di¬ 
rection  or  control  of  either  a  duly  licensed  engineer  or  a 
person  who  has  obtained  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings. 
Where  the  system  contains  not  more  than  two  hundred 
(200)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required. 

(b)  No  Class  C  system  as  hereinafter  permitted  for 
exhibition  or  demonstration  purposes  shall  be  maintained 
or  operated  in  a  public  building  or  exhibition  hall  except 
under  the  personal  supervision,  direction  or  control  of 
either  a  duly  licensed  engineer  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings. 

(c)  Upon  receipt  of  such  certificate  the  applicant  there¬ 
for  shall  pay  an  annual  license  fee  as  follows :  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof  the  sum  of  $1  if 
such  renewal  be  applied  for  within  thirty  days  prior  to 
the  expiration  of  such  certificate.  Any  such  certificate  may 
be  revoked  or  suspended  for  cause  at  any  time  by  the 
commissioner  of  buildings. 

§218.  Classifications. 

(a)  The  total  amount  of  refrigerant  common  to  a  system 
operating  through  one  or  more  evaporators,  shall  be  con¬ 
sidered  the  capacity  of  the  system  and  determine  its  class. 

(b)  A  Class  A  system  is  a  system  containing  one  thou¬ 
sand  (1,000)  pounds  or  over  of  refrigerant,  or  capable  of 
thirty  (30)  tons  capacity  or  over. 

(c)  A  Class  B  system  is  a  system  capable  of  less  than 
thirty  (30)  tons  capacity,  or  containing  less  than  one  thou¬ 
sand  (1,000)  pounds  of  refrigerant  and  over  the  amounts 
provided  for  in  a  Class  C  system. 

(d)  A  Class  C  system  is  a  system  containing  not  more 
than  twenty  (20)  pounds  of  refrigerant. 
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§219.  Permissible  Locations. 

(a)  No  Class  A  or  Class  B  systems  shall  be  installed 
in  any  public  building  as  defined  by  section  70,  article  4,  of 
the  Building  Code,  until  plans  have  been  filed  with  and 
approved  by  the  fire  commissioner,  and  no  refrigerant 
shall  be  placed  in  the  system  until  a  permit  has  been  ob¬ 
tained  from  the  fire  commissioner. 

(b)  The  direct  method  of  refrigeration  shall  not  be 
used  in  any  building,  whether  or  not  a  permit  is  required 
for  installation  therein,  outside  of  the  refrigerating  ma¬ 
chinery  room  except  in  buildings  used  exclusively  for  ice 
making  or  for  refrigerating  purposes  or  both;  when  not 
carried  above  the  first  floor  in  business  buildings ;  in  the 
business  sections  of  business  buildings  provided  the  entire 
system  is  confined  to  one  floor  in  the  space  occupied  by  a 
single  tenant;  in  the  business  section  of  a  residence  build¬ 
ing  when  not  carried  above  the  first  floor ;  in  a  residence 
building  occupied  by  not  more  than  two  families  or  in  any 
building  provided  a  non-irritant  and  non-flammable  refrig¬ 
erant  is  used. 

(c)  No  brine  shall  be  used  in  any  brine  circulating  sys¬ 
tem  that  will  generate  flammable  vapor  at  a  temperature 
below  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
open  cup  tester,  and  no  refrigerant  shall  be  used  as  a  brine. 

(d)  No  Class  A  system  using  ammonia  shall  be  in¬ 
stalled  or  maintained  in  any  building  above  the  first  floor 
level  unless  such  building  is  used  exclusively  for  icemaking 
or  refrigerating  purposes. 

(e)  Systems  on  demonstration  in  exhibition  halls  shall 
be  limited  to  the  unit  type  containing  not  more  than  ten 
(10)  pounds  of  refrigerant. 

(f)  No  refrigerating  system  employing  an  irritant 
and/or  flammable  refrigerant  shall  be  installed  or  main¬ 
tained  in  or  on  : 

1.  The  stairways,  halls,  lobbies,  entrances,  exits,  audi¬ 
toriums  of  any  building. 

2.  Dance  hall,  court  room,  police  station,  jail,  subway, 
theatre,  motion  picture  theatre. 

3.  Waiting  or  public  rooms  in  a  railroad  passenger 
depot  and/or  rooms  opening  directly  therein. 

4.  Rooms  opening  directly  into  a  subway,  and/or  the¬ 
atre,  and/or  motion  picture  theatre  and/or  where  persons 
are  detained  and/or  confined. 

5.  A  school  unless  the  refrigerating  system  is  used  ex¬ 
clusively  for  instructions  or  research  purposes. 

6.  A  hospital  and/or  asylum  in  which  persons  are  con¬ 
fined  or  given  medical  treatment  and/or  helpless. 

7.  Unless  as  otherwise  required  by  this  section  the  re¬ 
frigerating  system  is  cut  off  from  the  building  by  un¬ 
pierced  fireproof  construction. 

The  aforementioned  provisions  do  not  apply  to  hermeti¬ 
cally  scaled  unit  systems  containing  not  more  than  six 
(6)  pounds  of  refrigerant  when  located  in  dance  halls, 
police  stations,  diet  kitchens  of  hospitals  and/or  laborato¬ 
ries  and  when  located  in  rooms  shut  off  from  the  rest  of 
the  building  by  tight  partitions  and  tight-fitting,  solid, 
self-closing  door  or  doors  and  located  in  a  room  having  a 
window  to  the  outside  air. 

(g)  An  intermittent  absorption  type  of  refrigerating 
machine  shall  not  be  permitted  in  a  Class  A  system.  Such 
a  type  of  machine  shall  be  permitted  in  a  Class  B  system 
only  when  a  heating  medium  of  low  pressure  steam  is  used 
in  its  operation. 

(h)  The  use  of  methyl  and  ethyl  chloride,  sulphur  diox¬ 
ide,  or  a  hydro-carbon  refrigerant  will  not  be  permitted 
in  Class  A  systems. 

(i)  A  Class  B  system  using  ethyl  chloride  or  a  hydro¬ 
carbon  refrigerant  shall  not  be  installed  or  maintained  in 
the  Borough  of  Manhattan  or  in  other  built-up  sections  of 
the  city.  Elsewhere,  it  shall  be  installed  or  maintained  only 
in  a  fireproof  building  of  not  more  than  one  story  in  height, 
and  shall  be  located  on  the  ground  floor,  which  shall  be  of 
unpierced  fireproof  construction.  The  refrigerating  ma¬ 
chinery  room  shall  be  cut  off  from  the  rest  of  the  building 
by  unpierced  fireproof  walls  of  not  less  than  eight  inches 


(8")  of  brick  or  six  inches  (6")  of  reinforced  concrete. 
Direct  exit  therefrom  leading  to  the  open  air  and  not  to 
any  other  part  of  the  building  shall  be  maintained  and 
shall  be  provided  with  vapor-tight,  self-closing,  fireproof 
door  or  doors. 

§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 

1.  Refrigerating  machinery  rooms. 

(a)  All  refrigerating  machinery  rooms  in  which  an 
irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en¬ 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room.  This  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 
which  it  opens. 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rooms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery 
room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  The  ven¬ 
tilation  shall  consist  of  a  window  or  windows  opening 
directly  to  the  open  air,  or  mechanical  means  capable  of 
exhausting  the  four  air  from  the  room. 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
the  outer  air,  a  total  area  of  inlet  and  outlet,  respectively, 
of  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 
mentioned  table. 

(c)  When  mechanical  means  are  used  they  shall  consist 
of  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type  which  shall  be  capable  of  removing  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col¬ 
umn  B  of  the  table  in  paragraph  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
less  than  that  specified  in  Column  C  of  the  above-men¬ 
tioned  table.  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  The  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  of 
the  refrigerating  machinery  room. 

(d) 


Pounds  of 
Refriger¬ 
ant  in 
System. 

Mechan¬ 
ical  Cu. 
Ft.  iper 
Minute 
Discharge. 

Window  Area 
Meehan-  in  Sq.  Ft. 
ical  Sq.  for  each 

Ft.  Duct  Opposite 

Area.  Side. 

Window  Area 
in  Sq.  Ft.  for 
One  Side 
Only. 

A 

B 

c 

D 

E 

Up  to  ...  20 

150 

1/4 

1 

6 

50 

250 

1/3 

1  1/2 

12 

100 

400 

1/2 

2 

16 

150 

550 

2/3 

2  1/2 

19 

200 

680 

2/3 

3 

25 

250 

800 

1 

3  1/2 

29 

300 

900 

1 

4 

32 

400 

1,100 

1  1/4 

4  1/2 

38 

500 

1,275 

1  1/4 

5 

42 

600 

1,450 

1  1/2 

6 

45 

700 

1,630 

1  1/2 

6  1/2 

48 
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800 

1,800 

2 

7 

51 

900 

1,950 

2 

7  1/2 

55 

1,000 

2,050 

2 

8 

59 

1,250 

2,350 

2  1/4 

9 

68 

1,500 

2,800 

2  1/2 

11 

78 

1,750 

3,150 

3 

12  1/2 

87 

2,000 

3,500 

3  1/2 

14 

95 

2,500 

4,150 

4 

16 

113 

3,000 

4,500 

4  1/2 

18 

130 

4,000 

6,000 

6 

24 

167 

5,000 

7,500 

7  1/2 

30 

204 

6,000 

9,000 

9 

36 

241 

7,000 

10,500 

10.5 

42 

278 

8,000 

12,000 

12 

48 

315 

9,000 

13,000 

13 

52 

342 

10,000 

14,000 

14 

56 

360 

12,000 

17,000 

17 

68 

425 

14,000 

19,000 

19 

75 

470 

16,000 

22,000 

22 

86 

540 

18,000 

24,000 

24 

92 

580 

20,000 

26,000 

26 

100 

630 

25,000 

33,000 

33 

121 

760 

30,000 

39,000 

39 

142 

870 

35,000 

■  44,000 

44 

155 

940 

40,000 

51,000 

51 

176 

1,060 

45,000 

56,000 

56 

190 

1,120 

Note — Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require¬ 
ments  specified  in  columns  “D”  and  “E”  of  this  table. 

(e)  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed,  the  requirements  as  given  in  table  (d)  may 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
the  refrigerant  no  ventilation  shall  be  required. 

(f)  In  lieu  of  mechanical  means  of  ventilation  in  re¬ 
frigerating  machinery  room  or  rooms  where  a  Class  A 
system  or  a  Class  B  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  inch  (%")  orifice  spaced  not  more  than  eight 
feet  apart  in  any  direction,  and  such  system  shall  be 
located  above  all  the  refrigerating  apparatus  and  piping 
in  the  refrigerating  machinery  room.  Not  more  than  one 
head  shall  be  installed  on  a  ^4-inch  pipe ;  five  heads  on  a 
1-inch  pipe  six  heads  on  a  1^-inch  pipe.  The  deluge  sys¬ 
tem  shall  be  permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
inch  can  be  maintained  on  the  inlet  side  of  the  main  con¬ 
trol  valve  or  valves  at  all  times.  The  control  valve  or 
valves  for  such  water  deluge  system  shall  be  manually 
operated,  easily  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

§221.  Open  Flames  and  Electrical  Equipment. 

£  .  1.  Open  flames. 

No  fire-flame  or  arc  light  will  be  permitted  in  a  Class  A 
or  B  refrigerating  machinery  room  in  which  a  flammable 
refrigerant  is  used. 

2.  Electrical  equipment. 

(a)  All  Class  A  and  B  systems  refrigerating  systems 
containing  more  than  fifty  (SO)  pounds  of  refrigerant  shall 
have  an  emergency  switch  controlling  all  of  the  electrically- 
operated  refrigerating  machinery  or  the  remote  control  of 
such  a  switch  located  outside  of  the  refrigerating  machin¬ 
ery  room  where  it  can  be  quickly  reached  and  operated  in 
case  of  necessity. 

(b)  Where  the  operating  mechanism  in  any  system  is 
dependent  upon  electrical  control,  such  control  in  a  pressure 
limiting  device  shall  be  on  a  closed  circuit.  Nothing  herein 
contained  shall  require  a  hand  reset  on  an  automatic  type 
of  refrigerating  machine. 

§222.  Testing. 

(a)  Every  part  of  any  refrigerating  system,  except  pres¬ 
sure  gauges  and  control  mechanism,  shall  be  tested  to  at 


least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (50)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room. 


Refrigerant. 

Col.  1. 

High 

Pressure 

Side. 

Col.  2.  Col.  3. 

Low  Pressure  Side. 

A 

With 

Safety 

Valves. 

Without 

Safety 

Valves. 

Carbon  dioxide  . 

1,500 

750 

1,000 

Ethane  . 

1,050 

520 

760 

Ammonia  . 

300 

150 

225 

Propane  . 

250 

115 

175 

Methyl  chloride  . 

155 

80 

120 

Sulphur  dioxide  . 

135 

100 

100 

Iso-butane  . 

90 

45 

70 

Butane  . 

75 

35 

50 

Ethyl  chloride  . 

30 

15 

25 

Dichloromethane . 

12 

12 

12 

Dichloroethylene  . 

12 

12 

12 

Trichloroethylene  . 

12 

12 

12 

§223.  Piping. 

1.  Piping. 

(a)  All  piping,  liquid  receivers  or  vessels  containing  the 
refrigerant,  shall  be  supported  on  or  by  strong  and  durable 
materials.  This  provision  shall  not  apply  to  Class  C  in¬ 
stallations. 

(b)  The  arrangement  of  stop  valves,  relief  devices,  etc., 
when  used  shall  be  as  shown  on  the  diagram  for  Class  A 
and  B  systems  in  section  228. 

(c)  Every  system  which  may  be  charged  after  installa¬ 
tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

(a)  Liquid  level  gauge  glasses,  except  those  of  the  bull’s 
eye  type,  shall  have  automatic  closing  shut-off  valves  and 
such  glasses  shall  be  adequately  protected  against  injury 
by  slotted  metal  casings. 

§224.  Safety  Devices. 

1.  Construction  and  setting. 

(a)  Pressure  relief  valves,  pressure  limiting  devices  and 
rupture  members  shall  be  set  to  prevent  the  pressure  ex¬ 
ceeding  the  test  pressure.  The  pressure  at  which  the  device 
is  set  to  function  shall  be  indicated  thereon.  (See  section 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 
relief  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
of  required  size  are  used,  and  so  arranged  that  only  one 
pressure  relief  device  can  be  cut  off  for  repair  purposes  at 
any  one  time. 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 
and  in  which  the  pressure  will  equalize  throughout  the 
system  when  the  pressure  imposing  element  is  not  in  opera¬ 
tion  may  be  protected  by  only  one  pressure  relief  device 
located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

(a)  The  low  pressure  side  of  a  Class  A  ammonia  sys¬ 
tem  shall  be  provided  with  a  hand-operated  valve  for  dis¬ 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency. 

(b)  The  ammonia  mixer  shall  be  constructed  of  steel 
and  shall  be  capable  of  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch. 

(c)  No  valve  shall  be  located  in  the  ammonia  emergency 
discharge  line  except  the  manually-operated  valve  discharg¬ 
ing  into  the  water  and  ammonia  mixer,  but  there  may  be 
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one  stop  valve  located  inside  the  building  for  repair  pur¬ 
poses  only.  This  valve  shall  be  sealed  open  and  labeled 
“Keep  Open.” 

(d)  The  manually  operated  pressure  relief  valve  shall  be 
located  in  a  locked  box  which  can  be  opened  by  members  of 
the  Fire  Department  by  means  of  a  Fire  Department  key. 
The  door  of  the  box  shall  be  on  the  public  thoroughfare 
side  of  the  building  in  an  easily  accessible  location  and  not 
less  than  eighteen  (18)  inches  or  more  than  five  (5)  feet 
above  the  sidewalk  level.  The  box  shall  be  permanently 
labeled  having  letters  of  not  less  than  one  (1)  inch  reading 
‘‘For  Fire  Department  Use  Only.”  The  relief  valve  shall  be 
labeled  “Ammonia.”  A  sign  shall  be  posted  within  the  box 
reading  “Do  Not  Open  Valve  Until  Water  Is  Flowing.” 

(e)  A  single  standard  three  (3)  inch  fire  department 
connection  shall  be  provided  through  which  the  necessary 
water  may  be  supplied  to  the  mixer.  The  fire  department 
connection  shall  be  located  near  the  box  and  not  less  than 
eighteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
above  the  sidewalk  level  and  shall  be  permanently  labeled 
having  letters  not  less  than  one  (1)  inch  reading  “To  Am¬ 
monia  Mixer.”  A  check  valve  so  set  as  to  prevent  gases 
from  reaching  the  fire  department  connection  shall  be  in¬ 
stalled  in  the  water  line  between  the  fire  department  con¬ 
nection  and  the  water  and  ammonia  mixer. 

.(f)  The  fire  department  shall  have  sole  use  of  the 
mixer  and  supply  the  necessary  water. 

(g)  In  systems  using  over  twenty-seven  thousand 
(27,000)  pounds  of  ammonia  there  shall  be  provided  one 
additional  water  and  ammonia  mixer  for  each  twenty-seven 
thousand  (27,000)  pounds  of  ammonia  or  fraction  thereof 
so  used  in  excess. 

(h)  The  ammonia  mixer  and  its  connection  for  a  Class 
A  system  shall  conform  to  the  diagram  in  section  228. 

§225.  Size  of  Safety  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  be  as  follows  : 


Capacity 
of  System. 


CO2  and 
Ethane,  No. 
Req.,  Size. 


Other 

Refrigerants, 
No.  Req.,  Size. 


Up 

to 

30 

tons . . 

1  Vi" 

1- 

-Vi" 

30 

to 

60 

tons . 

1- 

-3/" 

60 

to 

100 

tons . 

1- 

1* 

100 

to 

175 

tons . . 

1- 

-li/" 

175 

to 

250 

tons . 

1- 

-154'" 

250 

to 

450 

tons . 

1_ 

-2"~ 

450 

to 

900 

tons . 

2- 

-2" 

(b)  Where  rupture  members  are  permitted  and  used  the 
equivalent  area  of  the  relief  valve  specified  must  be  pro¬ 
vided. 

(c)  Fusible  plugs  may  be  used  on  all  Class  C  systems 
and  on  all  Class  B  systems  of  the  hermetically  sealed  com¬ 
pression  type  containing  not  more  than  fifty  (50)  pound' 
of  refrigerant.  The  free  discharge  opening  shall  be  one- 
sixteenth  (1/16)  inch  in  diameter. 

§226.  Location  and  Discharge  of  Safety  Devices. 

1.  Location. 

(a)  A  pressure  limiting  device  shall  be  provided  on  the 
ugh  pressure  side  of  each  water-cooled  refrigerating  sys¬ 
tem  containing  more  than  six  (6)  pounds  of  refrigerant. 
A  pressure  relief  valve  shall  be  provided  on  the  high  pres¬ 
sure  side  of  each  water-cooled  refrigerating  system  con¬ 
taining  twenty  (20)  pounds  or  more  of  refrigerant,  but  il 
shall  not  be  necessary  to  discharge  the  refrigerant  to  the 
outside  air  or  water  tank  from  any  such  refrigerating  sys¬ 
tem  containing  fifty  (50)  pounds  or  less  of  refrigerant,  any 

standringr0V1S1°n  chapter  t0  the  COntrar^  n0t^ 

(b)  Each  compressor  or  generator  of  a  Class  A  or  B 
contaminS  more  than  100  pounds  of  refrigerant 

shall  be  protected  by  a  pressure  relief  valve  connected  into 
the  high  pressure  side  between  the  main  stop  valve  and  the 
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(c)  A  rupture  member  may  be  substituted  for  the  relief 
valve  in  COa  systems  or  systems  operating  below  atmos¬ 
pheric  pressure. 

(d)  Shell  type  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  of 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(SO)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 
off  by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided. 

(e)  Class  C  systems  and  Class  B  systems  containing 
fifty  (SO)  pounds  or  less  of  refrigerant  so  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
as  that  generated  in  a  fire,  they  may  burst  due  to  the  ex¬ 
pansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 
relief  device. 

(f)  A  pressure  relief  valve  will  be  required  on  the  low 
pressure  side  of  a  Class  B  system  into  which  the  relief 
valve  or  valves  on  the  high  pressure  side  discharge,  as  so 
shown  on  equipment  diagram  of  section  228-2. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  224,  3. 
If  it  is  discharged  to  the  outside  atmosphere  it  must  be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
grade.  The  discharge  from  more  than  one  relief  valve 
may  be  run  into  a  common  header,  the  area  of  which  shall 
be  equal  to  the  area  of  the  pipes  connected  thereto.  The 
outlet  orifice  shall  be  turned  downward. 

(b)  Where  more  than  fifty  (50)  pounds  of  ammonia 
is  used  in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  for 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
be  used  for  no  purpose  except  ammonia  discharge.  At 
least  one  gallon  of  fresh  water  shall  be  provided  for  every 
pound  of  ammonia  contained  in  the  system.  The  water 
used  shall  be  prevented  from  freezing  without  the  use  of 
salt  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  (J4)  of  No.  11  U.  S. 
gauge  iron.  No  horizontal  dimensions  of  the  tank  shall  be 
greater  than  one-half  ( )  the  height.  The  tank  shall  have 
a  hinged  cover  or,  if  of  the  enclosed  type,  shall  have  a 
vent  hole  at  the  top.  All  pipe  connections  shall  be  through 
the  top  of  the  tank  only.  The  discharge  pipe  from  the 
pressure  relief  valves  shall  discharge  the  ammonia  in  the 
center  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
securely  supported  as  any  other  portion  of  the  system. 
There  shall  be  no  opening  in  the  tank  below  the  water  level. 

(c)  Where  more  than  fifty  (50)  pounds  of  any  re¬ 
frigerant  other  than  ammonia  is  used  the  discharge  from 
relief  valves  shall  be  to  the  atmosphere  as  specified  for 
Class  A  ammonia  systems.  Carbondioxide  may  be  dis¬ 
charged  into  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used. 

(d)  Arrangements  of  pressure  relief  devices  for  Class  A 
and  B  systems  shall  conform  to  the  diagrams  in  section  228. 

§227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos¬ 
pheric  pressure  shall  be  provided  with  at  least  two  helmets 
or  masks. 

(b)  In  a  Class  B  system  in  which  more  than  fifty  (50) 
pounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re¬ 
frigerant  is  used,  there  shall  be  provided  at  least  one  hel¬ 
met  or  mask. 

(c)  Only  helmets  or  masks  that  have  been  approved  by 
the  United  States  Bureau  of  Mines  as  suitable  for  the 
refrigerant  employed  shall  be  used,  and  they  shall  be  kept 
in  operative  condition  in  an  easily  accessible  case  or  cab¬ 
inet  located  immediately  outside  the  refrigerating  machin¬ 
ery  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  more 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  painted 
on  and  affixed  in  a  permanent  manner  to  the  main  steam 
control,  main  electrical  and  remote  control  switches,  re¬ 
ceivers,  condensers,  shell  type  coolers,  signs  having  letters 
not  less  than  one  and  one-half  inches  ( 1 l/i")  high,  desig¬ 
nating  the  part  and  refrigerant  contained  therein. 

(b)  The  seller  of  every  Class  A  or  B  system  shall  fur¬ 
nish  the  purchaser  with  a  sign  bearing  his  name  at  least 
8/2"  by  11"  in  size,  which  gives  the  rated  refrigeration 
capacity  and  the  quantity  and  kind  of  refrigerant  required 
for  the  satisfactory  operation  of  the  system  and  the  pur¬ 
chaser  shall  conspicuously  and  permanently  display  this 
sign  in  the  machinery  room.  The  quantity  and  name  of 
the  proper  refrigerant  content  and  the  rated  refrigeration 
capacity  shall  be  stamped  on  all  Class  C  systems  near  to 
or  on  the  name  plate. 

(c)  The  following  information  shall  be  posted  in  Class 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  of 
refrigerant  is  used:  (a)  The  names  and  addresses  of  the 
engineers  or  operators  in  charge;  (b)  Location  of  nearest 
fire  alarm  box ;  (c)  The  name,  address  and  telephone  number 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instruc¬ 
tions  for  safely  shutting  down  the  plant  in  case  of  emer¬ 
gency. 

3.  Storage  of  refrigerant. 

(a)  Refrigerant  not  contained  in  the  refrigerating  system 
shall  be  stored  only  in  flammable  or  irritant  containers  con¬ 
forming  to  the  regulations  prescribed  by  the  Interstate  Com¬ 
merce  Commission  for  the  transportation  of  such  refrigerant. 

(b)  Only  two  containers  holding  not  more  than  a  total 
of  three  hundred  (300)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
rooms  of  a  Class  A  system. 

(c)  Only  one  container  holding  not  more  than  one  hun¬ 
dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
room  of  a  Class  B  system. 

(d)  In  a  Class  C  system  no  refrigerant  other  than  that 
used  in  the  system  shall  be  stored  in  the  refrigerating 
machinery  room. 

(e)  If  a  greater  amount  of  flammable  or  irritant  re¬ 
frigerant  is  desired  other  than  that  permitted  in  a  refrig¬ 
erating  machinery  room,  it  shall  be  stored  in  a  fireproof 
building  or  enclosure  used  for  no  other  purpose. 

(f)  When  the  refrigerant  is  withdrawn  from  a  system 
it  shall  be  discharged  into  a  suitable  absorbent  or  con¬ 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  such 
refrigerant.  No  refrigerant  shall  be  permitted  to  escape 
into  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  system 
except  during  period  of  charging  or  withdrawing  the  re¬ 
frigerant. 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 

Adopted  by  the  Board  of  Aldermen  December  13,  1927. 

Received  from  his  Honor  the  Mayor  December  30,  1927, 
without  his  approval  or  disapproval  thereof;  therefore,  as 
provided  in  section  40  of  the  Greater  New  York  Charter, 
the  same  took  effect  as  if  he  had  approved  it. 

ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refuse 
to  comply  with  any  provisions  of  this  chapter,  in  addition 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall, 
upon  conviction,  be  punished  by  a  fine  of  not  more  than 
$500  or  by  imprisonment  not  exceeding  six  months,  or  by 
both  such  fine  and  imprisonment. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1203-22-SA — Simplex  Turbine  Fuel  Oil  Burner,  Models 
C.O.G.  and  M.O.G. 

1279-25-SA — Teesdle,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

109-31-SA — Gilbarco  Oil  Burner,  Models  GB  3,  4  and  5 
and  Esso  Oil  Burner,  Models  EB  3,  4 
and  5. 

520-31-SA — Gilbarco  Oil  Burner,  Models  GB  1  and  2  and 
Esso  Oil  Burner,  Models  EB  1  and  2. 

209-32-SA — Croker  4-inch  Siamese. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA — Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

528-32-SA — Weldon  Extinguisher. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

282-33-SA — Gilbarco  Oil  Burner,  Model  GB-0  and 
Sachem  Oil  Burner,  Model  GB-0. 

1S6-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-3S-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CT-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 


216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

237-36-SA — Heat-Pak  Oil  Burner,  Models  35  and  Com¬ 
pact. 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 
254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  1^4  in.  New 
York  Regulation  Lavatory  Trap. 
264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

305-36-SM— Revere  Copper  Oil  Burner  Tubing. 

317-36-SA — Dempsey  Industrial  Oil  Burner. 

320-36-SA — Preferred  Syphon  Breaker,  Type  T. 
352-36-SA — International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  66. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 
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PUBLIC  HEARINGS 


Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public — 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Docket. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Special  Meeting,  December  4,  1936,  at  10 


The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013.,  Monday,  December  14, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  December  21,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


A.  M.,  Affecting  Calendar  Number  217-21-SR. 

Minutes  of  Regular  Meeting,  December  8,  1938,  at  10 
A.  M.,  Affecting  Calendar  Numbers  272-30-BZ.  118-36- 
BZ,  354-32-BZ,  11-34-BZ.  294-36-BZ  and  624-26-BZ. 

Minutes  of  Regular  Meeting,  December  8,  1936,  at  2 
P.  M.,  Affecting  Calendar  Numbers  26-36-BZ,  50-36- 
BZ,  1141-27-BZ,  145-36-BZ,  230-34-BZ,  287-36-BZ.  257- 
36-BZ,  181-36-BZ,  115-35-BZ,  722-22-BZ,  192-36-BZ, 
151-35-BZ,  216-33-BZ,  27-36-A,  299-36-A,  300-36-A, 

306-36- A,  311-36-A,  316-36-A,  338-36-A,  344-36-A,  347- 
36-A,  348-36-A.  341-36-A,  312-36-A,  211-3&-A,  230-36-A, 
583-21-SA,  1203-22-SA  and  209-32-SA. 

Oil  Burner  Rules. 


Approved  Fuel  Oil  Pumps. 

Approved  Burners  for  Domestic  and  Commercial  Use. 
Approved  Range  Oil  Burners  and  Space  Heaters. 
Plumbing  Rules. 

Concrete  Rules  (Hydrated  Lime). 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  December  9,  1936. 

Cal.  No.  Department  Premises  Affected 

365-36- A . F.D . 338-340  Flushing  avenue, 

south  side,  71  ft.  west  of 
Taaffe  place  (Block  1881, 
Lot  33),  Borough  of  Brook¬ 
lyn,  68166-L.C. 


366-36-BZ . D.B.Bx . 2261-2291  Grand  concourse, 

west  side,  95  ft.  south  of 
East  183rd  street  (Block 
3163,  Lot  26),  Borough  of 
The  Bronx,  N.  B.  583-36. 


367-36-SA . F.D . Simplex  Horizontal  Rotary 

Oil  Burner,  Types  H,  H.E. 
G.  &  H.E.G-H,  Appliance. 


368-36-A . D.B.M . 318-362  West  54th  street, 

806-814  9th  avenue,  south¬ 
east  corner,  and  321-329 
West  53rd  street  (Block 
1044,  Lot  3),  Borough  of 
Manhattan, 

Applic.  1090-36. 

Restored  to  Calendar 

217-21-SR. . .  .F.D.  &  D.B . Oil  Burner  Rules,  amend¬ 

ment  to. 


50-36-BZ . D.B.Bx . 2555  Jerome  avenue  and  2 

West  192nd  street,  south¬ 
east  corner  (Block  3201,  Lot 
30),  Borough  of  The  Bronx, 
Decision. 


1141-27-BZ . D.B.Bx .  1567-1575  Grand  concourse, 

southeast  corner  of  Mt. 
Eden  avenue  (Block  2837, 
Lot  18),  Borough  of  The 
Bronx,  Alt.  612-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Sept. 
Certificate  of  Occupancy,  approved 


forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Sept. 

Concrete  Rules  (Hydrated  Lime)...  Dec. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Sept. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

etc . Nov. 


15,  1936— Vol.  21,  No.  37 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21.  No.  36 

15,  1936— Vol.  21,  No.  50 

3,  1936— Vol.  21.  No.  9 
1,  1935— Vol.  20,  No.  1 
8,  1936— Vol.  21.  No.  36 
1,  1936— Vol.  21,  No.  35 

14,  1936— Vol.  21,  No.  28 

24,  1936— Vol.  21,  No.  47 


Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules..., . Apr. 

Hatchway  Protection  .  lime 

Oil  Burner  Rules . Dec. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  1  rucks,  Specifications  for.  Nov. 

Plumbing  Rules  . . .  Dec 

Procedure,  Rules  of . Nov. 

Refrigerating  Systems,  Extract  C.O.Dec. 
Smoking  in  Factories,  Rules  for.... Dec 

Sprinkler  Rules  . Aug. 

Standpipe  Fireline  Rules . N  5 

Structura1  Alterations,  Reporting. .!  JUllc 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

lank  Trucks,  Gasoline,  etc . 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


Apr. 

14, 

1936— Vol. 

21, 

No. 

Jan. 

21, 

1919— Vol. 

4, 

No. 

7, 

1925— Vol. 

10, 

No. 

1  ime 

5. 

1 928—  Vol. 

13. 

No. 

Dec. 

15, 

1936— Vol. 

21, 

No. 

27, 

1934— Vol. 

19, 

No. 

Nov. 

24, 

1936— Vol. 

21, 

No. 

Dec 

15, 

1 936 — Vol. 

21, 

No. 

10, 

1936— Vol. 

21, 

No. 

Dec. 

8, 

1936— Vol. 

21, 

No. 

Dec. 

8, 

1936— Vol. 

21, 

No. 

Aug. 

18, 

1936— Vol. 

21, 

No. 

Nov. 

3, 

1936— Vol. 

21, 

No. 

June 

7, 

1932— Vol. 

17, 

No. 

Nov. 

24, 

1936— Vol. 

21, 

No. 

Nov. 

24, 

1936— Vol. 

21, 

No. 

Apr. 

10. 

1923— Vol. 

8, 

No. 

15 

3 

14 

23 

50 


48 

47 

50 

45 

49 
49 
33 
44 
23 
47 
47 


15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . Mar.  5,  1935— Vol.  20,  No. 

prei"Aei  ^°Se  Valves ■  . . Sept.  29,  1936— Vol.  21,  No. 

fuel  Oil  Burners  for  Domestic  and 

Pi  a  mT nC * d-  ••••*, . Dec-  1S>  1936— Vol.  21,  No. 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  1936— Vol.  21,  No. 

9ABnrnerS  for  Industrial  Use.Nov.  17,  1936— Vol.  21,  No. 

■Uciit'SpV.y' .D'°'  1S'  ”*-V*  «*•  N°- 
R,n«S  »•  >M5-V„1.  20.  No. 


10 

39 


50 

21 

46 

50 


Burners  and  Space 
Heaters  . Dec.  15,  1936— Vol.  21,  No. 


48 

50 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  14,  1936,  AT  2  P.  M. 


Building  Zone  Cases 

238-36-BZ. 

APPLICANT— Anthony  P.  Sorice,  Jr.,  and  Solon  Rosen¬ 
thal,  for  Harris  Neisloss,  owner. 

PREMISES  111-10  Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot  No.  27), 
Hollis,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERM1 1  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 

255-36-BZ. 

APPLICATION — Theodore  P.  Ion,  for  Amelia  Gerrie 
Walker,  owner. 

PREMISES — 1013  Kent  avenue,  east  side,  77  ft.  3  in. 
north  of  Lafayette  avenue  (Block  No.  1940,  Lot 
No.  1),  Borough  of  Brooklyn, 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

10  PERMIT  in  a  residence  use  district  the  change  of 
occupancy  of  the  first  story  of  an  existing  building 
to  business  use  (store). 


259-36-BZ. 

APPLICANT — Louis  A.  Reiter,  for  Emma  Hughes, 
owner. 

PREMISES — 415-417  Leonard  street  and  76-84  Bayard 
street,  southwest  corner  (Block  No.  2722,  Lot' No. 
19),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  motor  vehi¬ 
cle  repair  shop. 


148-36-BZ. 

APPLICANT — Henry  Nordheim,  for  Bowery  Savings 
Bank,  owner. 

PREMISES — 1083-1087  Hall  place  and  856-864  East  167th 
street,  southwest  corner  (Block  No.  2691,  Lot  No. 
86),  Borough  of  The  Bronx. 


1446 


CALENDAR 


APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  maintenance  of 
a  parking  lot  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 


DECEMBER  15,  1936,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning De¬ 
cember  15,  1936,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  128-36-BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 


cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 


cal.  no.  325-36-BZ — Application,  October  29,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Francis  Seaman,  applicant, 
on  behalf  of  New  York  Railways 
Corporation,  owner,  to  permit  partly 
in  a  retail  use  district  and  partly  in 
a  residence  use  district  the  conver¬ 
sion  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five 
,  (.5)  motor  vehicles;  said  building  lo¬ 
cated  on  same  street  between  intersect¬ 
ing  streets  with  a  school ;  premises  806- 
814  9th  avenue,  318-362  West  54th 
street,  southeast  corner,  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot 
No.  3),  Borough  of  Manhattan. 


cal.  no.  353-36-BZ — Application,  November  18,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Powell  Garage 
Co.,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a  ga¬ 
rage  for  more  than  five  (5)  motor 
vehicles  to  a  gasoline  service  station; 
premises  2036-2052  Bedford  avenue, 


southwest  corner  of  Clarkson  avenue 
(Block  No.  5064,  Lot  No.  53),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  172-36-BZ— -Application,  June  6,  1936,  under  sec¬ 
tions  7a  and  21  of  the  building  zone 
resolution,  of  Jeffrey  J.  Lewin,  appli¬ 
cant,  on  behalf  of  Knickerbocker 
Laundry  Co.,  Inc.,  owner,  to  permit  in 
a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a 
factory,  power  wet-wash  laundry,  dry 
cleaning,  dyeing  and  finishing  uses; 
premises  80-19  to  80-25  Cornish  ave¬ 
nue,  north  side,  135.66  ft.  east  of 
Queens  boulevard  (Block  No.  1538, 
Lot  Nos.  87  and  91),  Elmhurst,  Bor¬ 
ough  of  Queens. 

cal.  no.  245-36-BZ — Application,  August  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Washington  Square  Home  for 
Friendless  Girls,  applicant  and  owner, 
to  permit  in  a  residence  use  district 
the  change  of  occupancy  of  part  of  an 
existing  building  to  business  use 
(store)  ;  premises  7  West  8th  street, 
north  side,  119.3  ft.  west  of  Fifth  ave¬ 
nue  (Block  No.  572,  Lot  No.  47),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  310-36-BZ — Application,  October  20,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Dunnigan  and  Dusenbury,  ap¬ 
plicants,  on  behalf  of  Meadowbrook 
Farms,  Inc.,  owner,  to  permit  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles;  premises  1656 
Adee  avenue,  south  side,  86.66  ft.  west 
of  Tiemann  avenue  (Block  No.  4785, 
Lot  No.  3),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


DECEMBER  15,  1936,  2  P.  M. 

Appeals  from  Administrative  Orders 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

299- 36-A — 321-323  West  44th  street,  north  side,  275  ft. 

west  of  8th  avenue,  and  322-324  West  45th 
street  (Block  No.  1035,  Lot  No.  20),  Bor¬ 
ough  of  Manhattan. 

300- 36-A — 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1),  (6th  floor),  Borough  of  Manhat¬ 
tan. 

306-36-A — 345  West  44th  street,  north  side,  200  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  No. 
9),  Borough  of  Manhattan. 

31 1-36- A — 331-337  West  44th  street,  north  side,  300  ft.  east 
of  9th  avenue  (Block  No.  1035,  Lot  Nos. 
13,  14,  15  and  16),  Borough  of  Manhattan. 

3 16-36- A— 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (6th  floor),  Borough  of  Man¬ 
hattan. 
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338-36-A — 622-638  Ninth  avenue,  355  West  44th  street 
and  362  West  45th  street  (Block  No.  1035, 
Lot  No.  1),  (12th  floor),  Borough  of 
Manhattan. 

344-36- A— 201-215  West  43rd  street,  206-214  West  44th 
street  and  1493-1501  Broadway  (Block  No. 
1015,  Lot  Nos.  26  to  37),  (10th  floor), 
Borough  of  Manhattan. 

347- 36-A — 729  Seventh  avenue,  southeast  corner  of  West 

49th  street  (Block  No.  1001,  Lot  No.  61), 
Borough  of  Manhattan. 

348- 36- A — 622-638  Ninth  avenue,  355  West  44th  street  and 

362  West  45th  street  (Block  No.  1035,  Lot 
No.  1)  ;  (9th  floor  center),  Borough  of 
Manhattan. 

350-36-A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

368-36-A — 806-814  Ninth  avenue,  318-362  West  54th  street, 
southeast  corner  and  321-329  West  53rd 
street  (Block  No.  1044,  Lot  Nos.  3  and 
18),  Borough  of  Manhattan. 

356- 36-A — Transportation  of  Fuel  Oil  in  Tank  Truck  in 

New  York  City. 

357- 36-A — 1091-1113  Lorraine  avenue,  north  side,  between 

Linden  boulevard  and  Holly  street  and 
2492-2504  Linden  boulevard  (Block  No. 
4482,  Lot  No.  38),  Borough  of  Brooklyn. 

Appliance  Submitted  for  Approval 

367-36-SA — Simplex  Horizontal  Rotary  Oil  Burner  Types 
H-H.E.G.  and  H.E.G.-H. 

Building  Zone  Application 

NO  1  ICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  De¬ 
cember  15,  1936,  at  2  o  clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter,  except  cases  which 
have  been  heard  and  on  which  decision  has  been  re¬ 
served  without  further  argument,  pending  an  inspection 
and  a  report  with  recommendation  by  the  committee  of 
the  board : 


cal.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  21,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

141-36-BZ. 

APPLICAN  T — Bennett  &  Koeppel,  for  Irving  L.  Berman, 
owner. 


PREMISES — 833-835  Sutter  avenue  and  407-417  Schenck 
avenue,  northeast  corner  (Block  No.  4028,  Lot  No. 
35),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar  No¬ 
vember  24,  1936), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  dismissed  for  lack  of  prosecution). 

274-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Commander  Oil 
Corporation,  owner. 

PREMISES — 72-40  to  72-50  Elizabeth  avenue  ('foot  of 
Elizabeth  avenue)  ;  (Block  No.  520,  Lot  Nos.  10, 
13,  69,  74  and  75),  Arverne,  Borough  of  Queens. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  extension  of 
a  petroleum  storage  plant. 

339-36-BZ. 

APPLICANT — Harold  C.  Bernhard,  for  St.  John’s  Ev. 
Lutheran  Church,  owner. 

PREMISES — 88-22  to  88-24  Myrtle  avenue  and  82-55  88th 
place,  southeast  corner  (Block  No.  3869,  Lot  Nos. 
45  and  108),  Glendale,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  use,  “E”  area  district  the  erec¬ 
tion  of  part  of  a  building  nearer  than  ten  (10) 
feet  to  the  street  line. 

285-36-BZ. 

APPLICANT— -Frederick  W.  Rothamel,  for  Viebrock 
Plumbing  Co.,  Inc.,  owner. 

PREMISES— 72-27  Cypress  Hills  street,  northeast  side, 
199  ft.  south  of  Myrtle  avenue  (Block  No.  3600, 
Lot  No.  125),  Glendale,  Borough  of  Queens. 

APPLICA  riON,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles,  motor  vehicle 
repair  shop  and,  also  gasoline  service  station. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  28,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

617-31-BZ. 

APPLICANT — Lama  &  Proskauer,  for  Albert  Breun- 
inger,  owner. 

PREMISES — 1300-1308  Sedgwick  avenue,  east  side,  153 
ft.  11  in.  south  of  West  169th  street  (Block  No. 
2530,  Lot  No.  32),  Borough  of  The  Bronx. 

APPLICA!  ION,  under  section  21  of  the  building  zone 
resolution  (reopened  October  14,  1936), 

1 0  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

330-36-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Shelton  Holding 
Corporation,  owner. 

PREMISES — 141-147  East  48th  street,  north  side,  100  ft. 
north  of  Lexington  avenue  (Block  No.  1303,  Lot 
Nos.  24,  25,  26  and  27),  Borough  of  Manhattan. 

APPLICAT  ION,  under  section  7h  of  the  building  zone 
resolution, 
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TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles,  on  a  plot  un¬ 
built  upon,  for  a  period  of  not  more  than  two  (2) 
years. 


JANUARY  5.  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  5,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters  : 

CAL.  NO.  244-36-BZ— Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cal.  no.  261-36-BZ — Application,  August  24,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Fred  S.  Loewenthal,  ap¬ 
plicant,  on  behalf  of  Regina  Loewen¬ 
thal,  owner,  to  permit  in  a  business  use 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
('5)  motor  vehicles;  premises  2891-2895 
Bailey  avenue,  west  side,  57  ft.  south 
of  West  230th  street  and  60-64  West 
230th  street  (Block  No.  3264,  Lot  Nos. 
82  and  88),  Borough  of  The  Bronx. 

cal.  no.  282-36-BZ — Application,  September  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Henry  A’bert,  applicant,  on 
behalf  of  Sidney  Knopfler,  owner,  to 
permit  in  a  residence  use  district  the 
use  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor 
vehicles ;  premises  west  side  of  34th 
street,  140.10  ft.  south  of  28th  avenue 
(Block  No.  627,  Lot  Nos.  26 l/2,  27,  28 
and  29),  Long  Island  City,  Borough 
of  Queens. 

cal.  no.  246-36-BZ — Application,  August  11,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Frank  J.  Fennimore,  ap¬ 
plicant,  on  behalf  of  Maria  Notarfran- 
cesco,  owner,  to  permit  in  a  business 
use  district  the  use  of  a  vacant  plot 
of  ground  for  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  pe¬ 
riod  of  not  more  than  tw’o  (2)  years; 
premises  550-560  New  York  avenue, 
northwest  corner  of  Maple  avenue 
(Block  No.  4791,  part  of  Lot  Nos.  44 
and  46),  Borough  of  Brooklyn. 

cal.  no.  289-36-BZ — Application,  November  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anna  Kelly,  applicant  and 
owner,  to  permit  in  a  business  use  dis¬ 


trict  the  change  of  occupancy  of  an 
existing  garage  for  five  (5)  motor  ve¬ 
hicles  to  a  garage  for  five  (5)  motor 
vehicles  and  motor  vehicle  repair  shop 
for  minor  repairs  and,  also,  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  7  Androvette 
street,  northwest  corner  of  Arthur  Kill 
road  (Block  No.  7406,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  5.  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

341  -36- A— — 1 749- 1 753  Flatbush  avenue,  southeast  corner  of 
Avenue  J  (Block  No.  7617,  Lot  No.  80), 
Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  5,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  except  cases  which  have 
been  beard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board  : 

cal.  no.  240-36-BZ — Application,  August  4,  1936,  under 
section  7 a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 
plicants,  on  behalf  of  Joseph  Giganti, 
owner,  to  permit  the  extension  of  an 
existing  public  garage  and  the  erec- 
iton  of  a  gasoline  service  station  in 
a  residence  use  district;  premises 
87-14  92nd  street,  west  side,  110.39  ft. 
south  of  Jamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Bor¬ 
ough  of  Queens. 

cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

HARRIS  LI.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  12,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter : 

cal.  no.  233-36-BZ — Application,  July  29,  1936,  under  sec- 
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tion  21  of  the  building  zone  resolution, 
of  A1  Gerbolini,  applicant  and  lessee, 
on  behalf  of  The  Corporation  for  the 
Relief  of  Widows  and  Children  of 
Clergymen  of  The  Protestant  Episco¬ 
pal  Church  in  the  State  of  New  York, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  tbe  change  of  occupancy  of  part 
of  an  existing  building  to  a  motor  ve¬ 
hicle  repair  shop ;  premises  1802  54th 
street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot 
No.  9),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  2  P.  M. 

Variation  of  Labor  Law 

193-36-S- — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  12,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 


cal.  no.  272-30-BZ — Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  and  restored  to 
calendar  November  17,  1936,  by  Order 
of  the  Court — re  Application,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  440-446  Utica  ave¬ 


nue  and  923-943  East  New  York  ave¬ 
nue,  northwest  corner  and  872-884 
Lefferts  avenue  (Block  No.  1430,  Lot 
No.  34),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  19,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan.  - 

312-36-A — 35-02  Vernon  boulevard,  southwest  corner  of 
35th  avenue  (Block  No.  327,  Lot  No.  1), 
Long  Island  City,  Borough  of  Queens. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  19,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  witli 
recommendation  by  the  committee  of  the  board: 


cal.  no.  26-36- BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6). 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 

FRIDAY  MORNING,  DECEMBER  4,  1936 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


RULES 

217-21-SR. 

SUBJECT — Oil  Burner  Rules — Proposed  amendment  of. 
APPEARANCES:  Irving  A.  Heimlich,  C.  H.  Meyer,  John 
F.  Dixon,  Chas.  E.  Johnson,  Michael  Conway,  W. 
B.  White,  Mr.  Golden,  W.  G.  Halewood,  Joseph 
H.  Fox,  hrank  Shanley,  Mr.  Golden,  Samuel 
Becker,  Peter  McKillop,  John  Long  and  N.  E. 
Brill. 

ACT  ION  OF  BOARD — Rules  reopened  and  amended 
(See  pages  1463  to  1470  of  this  bulletin.) 


THE  VOTE  TO  REOPEN — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . • .  4 

Negative  . • .  ..  () 

Absent  .  '  o 

THE  VOTE  TO  AMEND  RULES—"' . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  . ; .  4 

Negative  .  () 

Absent  .  o 


Adourned,  12:40  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  DECEMBER  8,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  December  1,  1936  and  the  minutes  of 
the  regular  meeting  of  the  Board  held  on  Tuesday  after¬ 
noon,  December  1,  1936,  were  approved  as  printed  in  Bul¬ 
letin  No.  49,  Yol.  XXI. 


BUILDING  ZONE  CASES 

272-30-BZ. 

APPLICANT — Jacob  A.  Freedman,  for  Rubel  Corpora¬ 
tion,  owner. 

SUBJECT — Application  reopened  and  restored  to  Calen¬ 
dar  November  17,  1936,  by  Order  of  the  Court- — 
re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  denied). 

PREMISES  AFFECTED — 440-446  Utica  avenue  and  923- 
943  East  New  York  avenue,  northwest  corner  and 
872-884  I.efferts  avenue  (Block  No.  1430,  Lot  No. 
34),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Jacob  A.  Freedman  and  Michael 
Levine. 

For  Opposition :  Harry  K.  Nadell,  R.  S.  Moor¬ 
head,  L.  C.  Squire,  and  Alfred  P.  Hamel. 
ACTION  OF  BOARD — Laid  over  to  January  12,  1937, 
at  2  P.M.,  for  report  by  committee  of  the  board 
and  board’s  decision  without  further  argument. 


1 18-36-BZ. 

APPLICANT— Carl  Bach,  for  Estate  of  Edward  Bach, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 242-252  St.  Nicholas  avenue, 
northeast  corner  of  West  122nd  street  and  2271- 
2281  Eighth  avenue,  northwest  corner  of  West 
122nd  street  (Block  No.  1949,  Lot  No.  29),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Milton  Harowitz. 

For  Opposition :  Philip  Kaplan. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  ■  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


354-32-BZ. 

APPLICANT— Charles  A.  McKeon,  lessee. 

SUBJECT — Application  reopened  November  17,  1936  for 
consideration  of  extension  of  permit— re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
under  section  21  of  the  building  zone  resolution, 
permitting  in  a  business  use  district  the  mainten¬ 
ance  of  parking  space  for  more  than  five  (5)  mo¬ 
tor  vehicles  for  a  temporary  period. 


PREMISES  AFFECTED— 598  Flatbush  avenue,  west 
side,  176  ft.  7)4  in-  north  of  Chester  court  (Block 
No.  5026,  Lot  No.  13<6),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Charles  A.  McKeon. 

For  Opposition:  Jerome  N.  Wanshel,  Benamin  J. 
King,  and  Isaac  Seigmeister. 

ACTION  OF  BOARD— Permit  extended. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(354-32-BZ) 

Whereas,  this  application  affecting  premises  598  Flat- 
bush  avenue,  west  side,  176  ft.  7)4  inches  north  of  Chester 
court  (Block  No.  5026,  Lot  No.  136),  Borough  of  Brook¬ 
lyn,  was  granted  by  the  board  November  4,  1932,  for  a 
temporary  period  of  2  years  on  certain  conditions,  resolu¬ 
tion  amended  January  24,  1933,  and  applicant  requests  a 
further  extension  of  the  two  year  period. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21  for  a  period  of  two  years  from  the  date  of  this 
action,  permitting  the  area  as  indicated  on  plans  filed  with 
this  application  to  be  used  as  an  open  air  parking  space 
for  more  than  five  (5)  motor  vehicles,  to  be  occupied  for 
ti'ansient  parking  during  twenty-four  hours  of  each  day, 
on  condition  that  there  shall  be  no  gasoline  stored  on  the 
premises  except  in  the  tanks  of  the  cars;  that  lighting  for 
general  illumination  shall  be  limited  to  not  over  100-watts 
each,  spaced  at  least  25  ft.  apart  and  equipped  with  metal 
reflectors  so  arranged  as  to  reflect  the  light  downwardly ; 
that  any  advertising  signs  shall  be  confined  to  one  sign  on 
the  Flatbush  avenue  frontage  of  the  premises,  indicating 
the  name  and  nature  of  business  conducted  thereon,  said 
sign  to  be  not  larger  than  6  ft.  by  6  ft. ;  that  there  shall 
be  no  additional  buildings  erected  on  the  premises  during 
the  continuance  of  this  variation ;  that  no  contract  shall 
be  entered  into  for  the  storage  of  cars ;  that  all  permits 
required  shall  be  obtained  within  one  month  from  the  date 
of  this  amended  resolution. 


11-34-BZ. 

APPLICANT — Lama  &  Proskauer,  for  Ada  Koggan, 
owner. 

SUBJECT — -Application  reopened  October  6,  1936  for  con¬ 
sideration  under  a  new  proposal — re  (decision  of 
the  commissioner  of  buildings)  under  section  7h 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  parking  of  more  than  five 
(5)  motor  vehicles  (previously  denied  under  sec¬ 
tion  21  for  a  junk  shop). 

PREMISES  AFFECTED— 277-293  Chester  street,  east 
side,  179  ft.  2  in.  south  of  Blake  avenue  (Block 
No.  3560,  Lot  No.  12),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama  and  Harry 
Koggan. 

For  Opposition:  Jerome  N.  Wanshel,  Charles 


Wapner  and  Fred  Rosen. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 
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Absent  . .  0 

THE  RESOLUTION— 

(11-34-BZ) 

Whereas,  this  application  affecting  premises  277-293 
Chester  street,  east  side,  179  ft.  2  in.  south  of  Blake 
avenue  (Block  No.  3560,  Lot  No.  12),  Borough  of  Brook¬ 
lyn,  to  permit  under  section  21  of  the  building  zone  reso¬ 
lution  in  a  business  use  district  the  change  of  occupancy 
of  an  existing  building  and  premises  to  a.  junk  shop  was 
denied  by  the  board,  May  1,  1934;  and 
W  hereas,  Lama  &  Proskauer,  architects  for  Ada  Kog- 
gan,  owner,  requested  a  reopening  of  the  case  to  permit 
under  section  7,  subdivision  H,  the  occupancy  of  the  prem¬ 
ises  as  a  parking  space  for  more  than  five  motor  vehicles ; 
and 

W  hereas,  this  application  was  reopened  by  vote  of  the 
board  October  6,  1936;  and 

W  hereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  8,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Rockaway  avenue  is  in  an 
unrestricted  and  business  use ;  Dumont  avenue  is  in  a 
business,  unrestricted  and  residence  use;  Blake  avenue  is 
in  a  business,  unrestricted  and  residence  use ;  and 
Wr hereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  18,  1936,  re  Application  No.  14558, 
reads : 

“Proposed  parking  of  more  than  five  motor  vehicles 
in  a  business  use  district  is  contrary  to  Art.  II,  Sect. 
4a  and  Sect.  7e  of  the  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregularly  shaped 
plot  of  ground  having  a  frontage  of  132  ft.  9  in.  on 
Chester  street,  a  distance  of  100  ft.  along  the  north  lot 
line,  and  131  ft.  along  the  east  lot  line.  On  the  north 
portion  of  the  plot  there  is  located  a  two-story  (vacant) 
brick  building  and,  also,  two  frame  sheds.  It  is  proposed 
to  use  the  vacant  portion  of  the  plot  for  the  parking  of 
more  than  5  motor  vehicles  for  a  temporary  period  of  two 
(2)  years;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  in  order  to  be  informed 
prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  there  is  no  justification 
for  the  board  to  exercise  its  discretion  to  grant  the  appli¬ 
cation  under  section  7,  subdivision  H  of  the  building  zone 
resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


294-36-BZ. 

APPLICANT — Matthew  W.  Del  Gaudio,  for  Ernest  Da- 
miane,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building 
zone  resolution,  to  permit  the  extension,  from  a 
business  use  district  into  a  residence  use  district, 
of  a  proposed  business  building. 

PREMISES  AFFECTED — 2496  Elm  place,  east  side,  57.75 
ft.  south  of  Fordham  road  (Block  No.  3023,  Lot 
No.  79),  Borough  of  The  Bronx 
APPEARANCES— 

For  Applicant:  Mathew  W.  Del  Gaudio.  • 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
1  HE  VOTE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  a 


Negative  .  q 

Absent  .  q 


THE  RESOLUTION— 

(294-36-BZ) 

W  hereas,  Matthew  W.  DelGaudio,  for  Ernest  Damiane 
owner,  filed  September  30,  1936,  an  application  under  the 
building  zone  resolution  to  permit  the  extension  from  a 
business  use  district  into  a  residence  use  district  of  a 
proposed  business  building;  premises:  2496  Elm  place,  east 
side,  57.75  ft.  south  of  Fordham  read  (Block  No.  3023 
Lot  No.  79),  Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  8,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the' build¬ 
ing  zone  resolution  show  that  Elm  place  is  in  a  residence 
and  business  use  and  B  area ;  East  Fordham  road  is  in  a 
business  use  and  B  area ;  Marion  avenue  is  in  a  residence 
and  business  use  and  B  area ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  21,  1936,  re  N.  B.  App.  No.  488-1936^ 
reads : 

“1.  Projection  of  business  building  into  residence 
district  is  contrary  to  building  zone  resolution.” 

and 

Whereas,  the  building  is  to  be  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  25  ft. 
and  a  depth  of  84.2  ft.  on  the  1st  story  and  74.2  ft.  on  2nd 
story,  to  be  occupied  as  a  business  building  with  stores  on 
the  1st  story  and  business  occupancy  above;  and 
Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises;  and 
\\  hereas,  the  board  deemed  that  it  was  justified  in  exer¬ 
cising  its  discretion  under  section  7,  subdivision  B,  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  7-b,  permitting  the  portion  of  the  lot  within  the 
residential  area  to  be  used  for  business  purposes  on  condi¬ 
tion  that  any  portion  of  the  building  erected  over  the 
required  rear  yard  shall  conform  to  the  requirements  for 
rear  yards  in  business  use  districts  ;  and  that  all  permits 
shall  be  obtained  and  all  work  shall  be  completed  within 
one  year  from  the  date  of  this  action. 


624-26-BZ. 

APPLICANT — Apa  Realty  Corporation,  owner. 

SUBJECT — Application  reopened  October  6,  1936  for  con¬ 
sideration  as  to  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
under  section  7f  of  the  building  zone  resolution, 
permitting  in  a  business  use  district  the  mainten¬ 
ance  of  a  gasoline  service  station  (erected  under 
a  temporary  variation  granted  by  the  board  for  a 
temporary  period). 

PREMISES  AFFECTED — Southwest  corner  of  Kissena 
boulevard  (road)  and  Nassau  boulevard  (Block 
No.  2167,  Lot  No.  35),  Flushing,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Anna  Rheinhardt 
For  Opposition :  None. 

ACTION  OF  BOARD — Permit  extended. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  . .  0 

Absent  .  0 
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rHE  RESOLUTION— 

(624-26-BZ) 

Whereas,  this  application  affecting  premises  southwest 
;orner  of  Kissena  boulevard  (road)  and  Nassau  boulevard 
(Block  No.  2167,  Lot  No.  35),  Flushing,  Borough  of 
Queens,  to  permit  in  a  business  use  district  the  mainte- 
lance  of  a  gasoline  service  station  for  a  temporary  period 
)f  two  (2)  years,  was  granted  by  the  board  November  18, 
1932,  resolution  amended  May  7,  1935 ;  and 

Whereas,  the  applicant  requested  a  reopening  of  the 
;ase  and  an  extension  of  the  temporary  period ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
Doard  October  6,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
)y  the  Board  of  Standards  and  Appeals,  at  its  regular 
neeting,  December  8,  1936,  after  due  notice  by  publication 
n  the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
:ereby  amend  the  resolutions  adopted  by  the  board  on 
Movember  18,  1932  and  May  7,  1935,  only  so  far  as  it  has 
-eference  to  term  of  permit,  so  that  as  amended  the  reso- 
ution  shall  read : 


“Granted  under  section  7,  subdivision  f,  for  tem¬ 
porary  period  of  two  years  from.  November  18,  1936, 
on  condition  that  all  pumps  shall  be  set  back  not  less 
than  10  ft.  from  the  building  lines ;  any  accessory  use 
to  the  business  conducted  on  the  premises  shall  be 
confined  to  one-story  structures ;  that  there  shall  be 
but  two  entrances  to  the  gasoline  station  on  Nassau 
boulevard  and  two  entrances  on  Reeves  avenue,  each 
not  more  than  12  ft.  wide,  with  curb  cuts  not  more 
than  14  ft.  wide  each ;  there  shall  be  but  one  entrance 
on  Kissena  boulevard,  not  more  than  12  ft.  wide,  with 
curb  cut  not  more  than  14  ft.  wide;  that  no  part  of 
the  gasoline  station  or  the  equipment  or  fence  enclos¬ 
ing  same  shall  extend  beyond  the  area  of  the  plot 
under  appeal  to  include  any  adjacent  property;  that 
other  than  as  amended  herein,  the  resolutions  adopted 
by  the  Board  on  November  18,  1932  and  May  7,  1935, 
shall  be  complied  with  in  all  respects.” 


Adjourned,  1  :00  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING  APPEARANCES— 

„  _  ,  For  Applicant:  Walter  J.  Egan,  William  McGrane 

TUESDAY  AFTERNOON,  DECEMBER  8,  1936.  and  Edward  J.  Gallagher. 

Present :  Chairman  Murdock,  Commissioners  Savage  and  ACTION  01  BOARD  Application  reopened,  subject  to 

31um  and  Assistant  Chief  Walsh.  THF  VOTE  TO^RECXPEN _ 

_  Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

BUILDING  ZONE  CASES  Walsh  .  4 

16-36- BZ.  Negative  .  0 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 

Mortgage  Commission  of  the  State  of  New  York  _ 

owner.  1141-27-BZ. 

>UBJECT— Application  (re  decision  of  the  commissioner  AppLICANT— Albert  E.  Schaefer,  for  Harsing  Realty 
of  bldgs.)  under  section  21  of  the  building  zone  Corn  owner 

resolution,  to  permit  in  a  business  use  “B”  area  SUBJECT-Application  for  reopening-amendment  -  re 
and  2  times  height  district  the  alteration  of  a  (decision  of  the  commissioner  of  buildings)  under 

hotel-winch  after  alteration  will  exceed  the  per-  sections  7c  and  21  of  the  building  zone  resolution, 

nutted  height  and  will  not  have  the  required  yard  to  permit  partly  in  a  business  use  district  and 

lnnnprr  ,  a r  1 1 ,  ^  e i  t  partly  in  a  residence  use  district  the  alteration  and 

REMISES  AFFECTED-MS  West  51st  sPeet,  n9pth  change  of  occupancy  of  portion  of  an  existing 

snle  12o  ft.  east  oi  7th  avenue  (Block  No.  1004,  multiple  dwelling  from  residence  use  to  business 

Lot  No.  6),  Borough  of  Manhattan.  i'ctnref 

APPEARANCES—  /  PREMISES  AFFECTED— 1567-1575  Grand  Concourse, 

hor  Applicant.  Louis  FI.  Katzman.  southwest  corner  of  Mt.  Eden  avenue  (Block  No. 

,rTTOF^  Opposition:  W  J.  Kennedy.  2837)  Lot  No.  18)  Borough  of  The  Bronx. 

vCHON  OF  BOARD — Laid  over  to  January  19,  1937,  at  APPEARANCES _ 

2  P.M.,  on  request  of  applicant’s  representative.  '  ‘  por  Applicant:  Albert  E.  Schaefer. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
n  ,  _,  usual  procedure. 

iMb-uz.  THE  VOTE  TO  REOPEN— 

APPLICANT — William  McGrane,  for  Iceland  Rink  Realty  Affirmative:  Chairman  Murdock,  Commission- 

Corporation,  owner.  ers  Savage  and  Blum  and  Assistant  Chief 

'UBJECT — Application  for  reopening — restoration  to  the  Walsh  .  4 

Calendar,  previously  dismissed  for  lack  of  prose-  Negative  .  0 

cution — re  (decision  of  the  commissioner  of  build-  Absent  .  0 

ings)  under  sections  7h  and  21  of  the  building 

zone  resolution,  to  permit  in  a  business  use  dis-  - 

trict  the  parking  of  more  than  five  (5)  motor  145-36-BZ. 

vehicles.  APPLICANT — Scacchetti  &  Siegel,  for  Katherine  Eck- 

’REMISES  AFFECTED — 2555  Jerome  avenue  and  2  hardt,  owner. 

West  192nd  street,  southwest  corner  (Block  No.  SUBJECT — Request  for  reopening — amendment  —  re  Ap- 
3201,  Lot  No.  30),  Borough  of  The  Bronx.  plication  (decision  of  the  commissioner  of  build- 
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ings)  under  section  21  of  the  building  zone  resolu¬ 
tion,  permitting  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  service  station 
for  a  temporary  period. 

PREMISES  AFFECTED— 379  East  Gun  Hill  road  and 
3501  Webster  avenue,  northwest  corner  (Block 
No.  3356,  Lot  No.  220),  Borough  of  The  Bronx. 


APPEARANCES— 

For  Applicant:  Max  Siegel. 

ACTION  Ob  BOARD — Request  to  reopen  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(145-36-BZ) 


Whereas,  this  application  affecting  premises  379  East 
Gun  Hill  road  and  3501  Webster  avenue,  northwest  corner 
(Block  No.  3356,  Lot  No.  220),  Borough  of  The  Bronx, 
to  permit  in  a  business  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station  was  granted  by  the 
board  October  27,  1936  for  a  temporary  period  of  five 
years  on  certain  conditions ;  and 

Whereas,  the  applicant  requested  a  reopening  of  the 
case  and  an  amendment  of  the  resolution  to  make  the 
period  ten  years  instead  of  five ;  and 

Whereas,  the  board  deemed  there  was  no  justification 
for  an  amendment  of  the  resolution  as  requested. 

Resolved ,  that  the  request  to  reopen  this  application  be 
and  it  hereby  is  denied. 


230-34-BZ. 

APPLICANT — William  F.  Clark,  owner. 

SUBJECT — Application  reopened  November  17,  1936  for 
consideration  of  extension  of  permit — re  Applica¬ 
tion  (decision  of  the  commissioner  of  buildings) 
under  section  21  of  the  building  zone  resolution, 
permitting  in  a  business  district  the  maintenance 
of  an  existing  motor  vehicle  repair  shop  for  a 
temporary  period. 

PREMISES  AFFECTED — 303-305  Fourth  avenue,  south¬ 
east  corner  of  2nd  street  (Block  No.  974,  part  of 
Lot  No.  6),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  E.  Lenhart. 

For  Opposition :  None. 

ACTION  OF  BOARD — Permit  extended. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(230-34-BZ) 

Whereas,  this  application  affecting  premises  303-305 
bourth  avenue,  southeast  corner  of  Second  street  (Block 
No.  974,  Lot  No.  6),  Borough  of  Brooklyn,  was  granted 
by  the  board  for  a  temporary  period  of  two  years  Novem¬ 
ber  20,  1934,  permitting  the  maintenance  of  a  motor  ve¬ 
hicle  repair  shop ;  and 

V  hereas,  the  applicant  requested  a  reopening  of  this 
case  and  an  extension  of  the  temporary  period;  and 

V  hereas,  the  application  was  reopened  by  vote  of  the 
board  November  17,  1936;  and 

V  hereas,  a  public  hearing  was  held  on  this  application 
bv  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  December  8,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 


Whereas,  the  premises  under  appeal  were  the  subject  of 
a  recent  inspection  by  a  committee  of  the  board,  which 
inspection  found  that  surrounding  conditions  were  the 
same  as  when  the  application  was  originally  granted,  and 
that  the  applicant  has  improved  conditions  on  the  premises 
under  appeal. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  November  20,  1934,  so  that 
as  amended  this  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
under  section  21,  and  that  the  application  be  and  it 
hereby  is  granted  for  a  period  of  two  years  from 
November  20,  1936,  permitting  the  existing  building  to 
be  used  for  a  motor  vehicle  repair  shop  on  condition 
that  there  shall  be  not  more  than  two  (2)  cars  under 
repair  at  any  one  time;  that  the  repairing  shall  be 
limited  to  the  repairing 'of  gear  teeth;  that  the  ceilings 
throughout  shall  be  fire-retarded  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals ;  that 
the  use  of  one  acetylene  cutting  and  welding  equip¬ 
ment  and  the  use  of  an  electric  welder  be  permitted, 
provided  the  operator  thereof  obtains  and  holds  a  cer¬ 
tificate  of  fitness ;  that  the  buildings  shall  not  be  in¬ 
creased  in  height  or  area;  that  all  inflammable  material 
shall  be  removed  from  these  buildings  and  away  from 
the  rear  walls  thereof  for  a  distance  of  at  least  5  ft.; 
that  all  gasoline  shall  be  removed  from  the  cars  under¬ 
going  repair  and  the  gasoline  so  removed  stored  in 
safety  cans  in  the  open  air  outside  of  the  building.” 


287-36-BZ. 

APPLICAN1 — Charles  L.  Fleece,  for  The  Bowery  Sav¬ 
ings  Bank,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 101  East  109th  street  and  1501 
Park  avenue,  northeast  corner  (Block  No.  1637, 
Lot  No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Charles  L.  Fleece. 

For  Opposition:  None. 

bor  Administration:  Samuel  Becker,  Department 
of  Buildings. 


ACTION  OF  BOARD — Application  denied. 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  o 

THE  RESOLUTION— 

(287-36-BZ) 


V  hereas,  Charles  L.  Fleece,  for  The  Bowery  Savings 
Lank,  owner,  filed  September  24,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station;  premises:  101  East  109th  street  and  1501  Park 
avenue,  northeast  corner  (Block  No.  1637,  Lot  No.  1), 
Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  8,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

V  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Park  avenue  is  in  a  busi¬ 
ness  use  district;  East  109th  street  and  East  110th  street 
are  in  business  and  residence  use  districts;  and 
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Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  11,  1936,  App.  No.  213-1936,  reads: 

“1.  Gasoline  service  station  is  a  use  prohibited  in 
a  business  district.  Sec.  4,  Art.  2,  subdiv.  46-A — Zone 
Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  74  ft.  on  Park  avenue  and  27  ft.  on 
East  109th  street.  It  is  proposed  to  demolish  the  store 
and  dwelling  structure  now  on  the  site  and  to  use  the  plot 
as  a  gasoline  service  station ;  and 
Whereas,  the  premises  were  the  subject  of  an  inspection 
by  a  committee  of  the  board  prior  to  the  hearing,  verbal 
report  of  which  inspection  was  made  by  the  chairman  on 
behalf  of  the  committee;  and 
Whereas,  this  report  recommended  the  denial  of  the 
application  and  the  board  deemed  that  the  applicant  had 
failed  to  show  any  hardship  within  the  purview  of  section 
21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


257-36-BZ. 

APPLICANT — John  J.  Beatty  for  Buckminster  Estates, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution  to  permit  the  erection  of  a  busi¬ 
ness  building  (theatre  and  stores)  extending  from 
a  business  use  district  to  a  residence  use  district. 
PREMISES  AFFECTED— 1713  Church  avenue,  north 
side,  105  ft.  9 %  in.  east  of  East  17th  street  (Block 
No.  5078,  Lot  No.  30),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  John  J.  Beatty. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION— 

(257-36-BZ) 

Whereas,  John  J.  Beatty,  for  Buckminster  Estates,  Inc., 
owner,  filed  September  4,  1936,  an  application  under  the 
building  zone  resolution  to  permit  the  erection  of  a  busi¬ 
ness  building  (theatre  and  stores)  extending  from  a  busi¬ 
ness  use  district  into  a  residence  use  district;  premises: 
1713  Church  avenue,  north  side,  105  ft.  924  in.  east  of 
East  17th  street  (Block  No.  5078,  Lot  No.  30),  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  8,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Church  avenue  is  in  business 
and  residence  use  districts;  East  18th  street  is  in  residence 
and  business  use  districts  and  East  17th  street  is  in  resi¬ 
dence  and  business  use  ditricts ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  1,  1936,  App.  No.  13575-1935,  reads: 

“Proposed  moving  picture  theatre  to  be  located 
partly  in  a  business  use  district  and  partly  in  a  resi¬ 
dential  district  is  contrary  to  Art.  II,  Sect.  3  of  Zone 
Resolution, 
and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  28  ft.  2  in.  on  Church 


avenue ;  9  ft.  3  in.  on  East  18th  street  and  a  distance  of 
208  ft.  along  the  west  lot  line.  The  Church  avenue  front 
of  the  plot  is  developed  with  stores  (located  within  the 
business  use  district).  It  is  proposed  to  alter  part  of  the 
store  structure,  using  same  as  lobby  to  a  motion  picture 
theatre  which  is  proposed  to  be  located  on  the  north  por¬ 
tion  of  the  plot.  The  north  portion  of  the  plot  extends 
into  the  residence  district  for  a  distance  of  approximately 
108  ft.  and  the  remainder  of  the  plot  is  located  in  a  busi¬ 
ness  use  district;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  prior  to  the  hearing, 
verbal  report  of  which  inspection  was  made  by  the  chair¬ 
man  on  behalf  of  the  committee;  and 

Whereas,  this  report  recommended  the  granting  of  this 
application  on  certain  conditions  and  the  board  deemed 
that  there  was  justification  for  the  use  of  its  discretion  to 
grant  this  variation  under  section  7,  subdivision  C  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-C  thereof,  to  permit  the  extension  of  the  proposed  the¬ 
atre  building  into  the  residential  district  as  indicated  on 
plans  filed  marked  “Received  November  13,  1936”  and  as 
indicated  on  plan  filed  marked  “Received  December  7, 
1936”  showing  the  adjoining  conditions,  on  condition  that 
the  building  within  the  residential  district  shall  not  exceed 
the  height  indicated ;  that  there  shall  be  no  openings  in  the 
interior  lot  line  walls  to  the  adjoining  properties;  that  the 
required  exit  court  through  to  East  18th  street  shall  be 
paved  and  separated  from  the  balance  of  the  plot  by  a 
substantial  woven  wire  fence  with  gates  to  East  18th 
street;  that  no  signs  on  the  premises  or  building  or  roof 
thereof  shall  be  constructed  within  the  residential  area ; 
that  any  ventilating  system  for  general  air-conditioning  of 
the  theatre,  shall  be  installed  on  the  roof  within  the 
business  use  district;  that  a  permit  shall  be  obtained  from 
the  Commissioner  of  Licenses;  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  from  the 
date  of  this  action;  that  the  approval  of  the  B.  M.  T.  and 
the  Board  of  Transportation  shall  be  obtained;  that  in  all 
other  respects  except  as  varied  herein,  all  rules  and  regu¬ 
lations  applicable  shall  be  complied  with. 


181-36-BZ. 

APPLICANT — Irving  Kirshenblit,  for  Joseph  Weiss  Co., 
Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  the  extension 
from  an  unrestricted  use  district  into  a  business 
use  district  of  a  proposed  gasoline  service  station. 
Application  reopened  December  1,  1936,  on  request 
of  attorney  for  objecting  property  owners. 
PREMISES  AFFECTED— 1490-1498  Linden  boulevard, 
south  side,  478  ft.  Al/2  in.  east  of  Rockaway  ave¬ 
nue  (Block  No.  3644,  Lot  85),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  David  Weiss,  Raphael  H.  Weiss- 
man  and  J.  A.  Gross. 

For  Opposition :  George  Abrams. 

ACTION  OF  BOARD — Resolution  of  December  1,  1936, 
granting  application,  on  condition,  reaffirmed. 

THE  VOTE  TO  REAFFIRM  RESOLUTION  OF  DE¬ 
CEMBER  1,  1936- 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . . . .  •  4 

Negative  .  () 

Absent  .  0 
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THE  RESOLUTION— 

( 181-36-BZ) 

Whereas,  Irving  Kirshenblit,  for  Joseph  Weiss  Co.,  Inc., 
owner,  filed  June  12,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  the  extension  from  an  un¬ 
restricted  use  district  into  a  business  use  district  of  a 
proposed  gasoline  service  station;  premises:  1490-1498 
Linden  boulevard,  south  side,  478  ft.  A/2  in.  east  of  Rocka- 
way  avenue  (Block  No.  3644,  Lot  No.  85),  Borough  of 
Brooklyn ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  December  1,  1936  on  certain  conditions,  but 
it  appeared  that  through  an  error,  the  objectors  had  been 
wrongly  notified  of  the  date  of  this  hearing;  and 

Whereas,  in  order  that  the  objectors  might  state  their 
objections,  the  case  was  reopened  December  1,  1936  at  the 
session  beginning  at  2  P.  M. ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  8,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  boulevard  and  Osborn 
street  are  in  a  business  use  district ;  Rockaway  avenue  is 
in  unrestricted  and  business  use  districts ;  and 

W'hereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  18,  1936,  re  App.  No.  4603-1936,  reads: 

“Proposed  gasoline  service  station  to  be  located 
partly  in  a  business  use  district  and  partly  in  an  unre¬ 
stricted  district  is  countrary  to  Art.  II,  Sect.  4a,  of 
Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  95  ft.  2  in.  on  Linden 
boulevard  and  a  distance  of  132  ft.  along  the  west  lot  line. 
The  small  gore  shaped  lot  at  the  east  part  of  the  Linden 
boulevard  front  of  the  plot  is  owned  by  the  L.  I.  Railroad. 
The  south  part  of  the  plot  extends  into  the  unrestricted 
district  for  a  distance  of  32  ft.  and  the  remainder  of  the 
plot  is  in  the  business  use  district.  It  is  proposed  to  erect 
upon  the  plot  a  one  story  store  and  office  20  ft.  by  25  ft. 
in  area,  grease  pits  and  the  necessary  tanks  and  pumps  for 
a  gasoline  service  station ;  and 

Whereas,  a  committee  of  the  board  visited  these  prem¬ 
ises  in  order  to  be  informed  prior  to  the  hearing;  and 

Whereas,  the  attorney  for  the  objectors  appeared  and 
his  objections  received  due  consideration;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  21  and 
had  shown  undue  hardship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  to  permit  the  plot  under  appeal  to  be  occupied 
as  a  gasoline  service  station,  subject  to  such  conditions  as 
the  board  may  see  fit  to  impose  after  complete  working 
drawings  have  been  submitted;  that  such  drawings  shall  be 
submitted  within  three  months  from  the  date  of  this  action. 


115-35-BZ. 

APPLICANT — Eugene  De  Rosa,  for  Amsterdam  Apart 
ments,  Inc.,  owner. 

SUBJECT — Application  for  reopening — extension  of  firm 
— re  Application  (decision  of  the  commissioner  oj 
buildings)  under  section  7c  of  the  building  zon< 
resolution,  permitting  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be  used  a; 
a  motion  picture  theatre,  stores  and  offices. 

1  REMISES  AFFEC  TED — 361-363  West  23rd  street 
north  side,  150  feet  1 %  inches  east  of  9th  avenue 


and  between  346  and  348  West  24th  street  (Block 
No.  747,  Lot  No.  10),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Eugene  De  Rosa. 

AC  I  ION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  q 

Absent  .  n 

THE  VOTE  TO  EXTEND  TIME—  ’ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Wffilsh  . 4 

Negative  .  q 

Absent  .  q 

THE  RESOLUTION— 

(115-35-BZ) 

W  hereas,  this  application  affecting  premises,  361-363  W. 
2oid  street,  north  side,  150  ft.  1J4  inches  east  of  9th 

avenue,  and  between  346  and  348  Wffist  24th  street  (Block 

No .  747  Lot  No.  10),  Borough  of  Manhattan,  was  granted 

by  the  board,  July  16,  1935,  on  certain  conditions  and  ap¬ 
plicant  requested  an  amendment  of  the  resolution  as  to 
time. 

Resolved  that  the  resolution  adopted  by  the  board  on 
July  16,  1935  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  obtaining  permits  and  completing  work, 
sn  Tiat  as  amended  this  portion  of  the  resolution  will 
read  : 

“that  all  permits  required  shall  be  obtained  and  all 
work  completed  within  one  year  from  the  date  of  this 
amended  resolution  on  condition  that  other  than  as 
amended  herein  the  resolution  adopted  on  July  16, 
19o5  shall  be  complied  with  in  all  respects.” 


722-23-BZ. 

APPLICANT— Kavy  and  Kavovitt,  Inc.,  for  Julia  Hirsch 
owner. 

SUBJEC1  Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buddings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
alteration  and  change  of  occupancy  of  part  of  an 
existing  garage  for  more  than  five  (5)  motor  ve¬ 
hicles  (said  garage  granted  by  the  board)  so  as 
rT^inclu(Ie  a  ffasoIine  service  station. 

PREMISES  AFFECTED — 2235  Webster  avenue,  south¬ 
west  corner  of  East  182nd  street  (Block  No.  3143, 

appearances-'  Borough  °£  The  Bronx' 

For  Applicant:  D.  Trctola. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . '  *  . .  ,<q 

Absent  .  p 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Alternative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  q 

Absent  .  q 

THE  RESOLUTION— 

(722-23-BZ) 

Whereas,  this  application  affecting  premises  2235  Web- 
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ster  avenue,  southwest  corner  of  East  182nd  street  (Pdock 
No.  3143,  Lot  No.  65),  Borough  of  The  Bronx,  was 
granted  by  the  board  October  30,  1923  on  certain  condi¬ 
tions,  resolution  amended  March  12,  1935  and  resolution 
amended  as  to  time,  July  7,  1936  and  applicant  requested 
a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  October  30,  1923,  as 
amended  March  12,  1935,  so  that  the  amendment  will  read  : 

“That  a  gasoline  selling  alcove  may  be  constructed 
on  the  Webster  avenue  frontage,  substantially  as  indi¬ 
cated  on  plans  filed  with  the  application  for  reopening, 
marked  “Received  October  23,  1934,”  on  condition  that 
a  masonry  wall  shall  be  constructed  at  a  point  approxi¬ 
mately  22  feet  from  the  Webster  avenue  building  line 
and  parallel  thereto  and  extending  from  the  street  floor 
to  the  underneath  side  of  the  second  floor  fireproof 
construction ;  that  any  windows  in  this  wall  shall  be 
of  metal  frames  and  sash  and  glazed  with  wire  glass; 
that  the  automobile  entrance  doors  to  the  garage  shall 
not  exceed  two  (2)  ;  that  any  greasing  pits  that  are 
installed  shall  be  toward  the  southerly  end  of  the  plot 
screened  by  a  wall  erected  on  the  building  line  for  the 
full  height  of  the  story;  that  any  windows  in  this  wall 
shall  be  of  metal  frames  and  sash  and  glazed  with  wire 
glass;  that  the  wall  at  the  northerly  end  of  this  alcove 
along  182nd  street  (also  known  as  Folin  street)  shall 
not  be  removed  to  the  corner  formed  by  the  intersec¬ 
tion  of  Webster  avenue  and  East  182nd  street,  but 
there  may  be  installed  in  this  wall,  an  opening  not  more 
than  15  feet  in  width,  provided  the  sill  of  this  opening 
is  not  less  than  5  feet  above  the  grade  of  Webster 
avenue;  that  the  ramp  from  East  182nd  street  toward 
the  rear  may  be  constructed,  provided  it  shall  extend 
in  for  a  distance  of  approximately  20  feet  at  the  ap¬ 
proximate  level  of  the  curb  at  that  point  before  the 
start  of  the  ramp  to  the  second  story;  that  there  may 
be  a  stairway  constructed  from  the  main  floor  to  the 
ramp  platform,  that  the  ramp  shall  be  entirely  sepa¬ 
rated  from  the  main  floor  with  fireproof  construction, 
with  not  more  than  one  fireproof  door  3  ft.  wide  lead¬ 
ing  to  same  from  such  stairway;  that  the  boiler  room 
shall  be  entirely  cut  off  with  fireproof  material  from 
the  balance  of  the  building  and  enterable  only  from  the 
exterior  of  the  building;  that  no  additional  gasoline 
tanks  shall  be  installed ;  that  the  gasoline  pumps  may 
be  erected  as  indicated,  adjacent  to  the  proposed  wall; 
that  no  portable  gasoline  pumps  shall  be  used  on  or 
from  the  premises;  that  advertising  shall  be  limited 
to  the  illuminated  globes  of  the  pumps  and  to  two 
bracket  illuminated  signs  extending  over  the  building 
line  on  the  Webster  avenue  front  of  the  building,  one 
advertising  only  the  name  of  the  garage  and  parking 
and  the  other  sign  advertising  only  the  brand  of  gaso¬ 
line  dispensed;  that  no  automobile  repairing  shall  be 
carried  on  except  such  as  may  be  done  with  manual 
tools ;  that  prior  to  filing  plans  with  the  commissioner 
of  buildings,  plans  shall  be  filed  with  the  chairman  of 
this  board  and  approved  by  him  in  behalf  of  the 
board ;  that  curb  cuts  shall  not  be  extended  beyond 
those  existing,  except  one  additional  curb  cut  on  East 
182nd  street  opposite  the  proposed  ramp;  that  all  per¬ 
mits  required  shall  be  obtained  and  all  work  completed 
within  one  year  from  the  date  of  this  amended  reso¬ 
lution.” 


192-36-BZ. 

APPLICANT — Thomas  Dunn,  for  The  Marguerite  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  7a  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  extension  of  an  existing  factory  building. 


PREMISES  AFFECTED — 801  Bartholdi  street,  northeast 
corner  of  Barnes  avenue  (Block  No.  4633,  Lot 
No.  11),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Thomas  Dunn. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  0 

Absent  . . . .  0 

THE  RESOLUTION— 

(192-36-BZ) 


Whereas,  the  application  affecting  premises  801  Bar¬ 
tholdi  street,  northeast  corner  of  Barnes  avenue  (Block 
No.  4633,  Lot  No.  11),  Borough  of  The  Bronx,  was 
granted  by  the  board  September  29,  1936  on  certain  con¬ 
ditions  and  applicant  requested  an  amendment  of  the 
resolution. 

.  Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Sep¬ 
tember  29,  1936,  so  that  as  amended  it  will  read  : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  applicant  be  and  it  hereby  is  granted 
under  section  7(a),  to  permit  the  extension  of  the 
existing  building  and  the  existing  use  thereof,  as  indi¬ 
cated  on  plans  filed  with  this  appeal,  on  condition  that 
the  proposed  extension  shall  be  of  fireproof  construc¬ 
tion  and  shall  not  be  nearer  than  10  ft.  to  the  building 
line  of  Barnes  avenue;  that  the  building  shall  not 
exceed  one-story  and  cellar  in  height,  as  indicated; 
that  any  openings  in  the  brick  wall  between  the  exist¬ 
ing  factory  building  and  proposed  extension  shall  be 
protected  with  Underwriters’  labelled  fire  doors ;  that 
the  street  walls  of  the  extension  shall  be  constructed 
with  concrete  and  brick,  as  indicated,  and  that  all 
windows  be  of  fireproof  frames  and  sash  and  glazed 
with  translucent  glass ;  that  there  shall  be  erected  along 
the  areaway  retaining  wall  a  heavy  woven  chain  link 
fence;  that  a  fence,  similar  to  the  area  way  fence  shall 
be  constructed  along  the  building  line  of  Magenta 
street  and  Bartholdi  street  and  a  heavy  woven  chain 
link  fence  shall  be  constructed  on  the  interior  lot  line 
continuously  from  Magenta  street  to  Bartholdi  street; 
that  the  building  shall  in  all  respects  comply  with  all 
laws  applicable  thereto ;  that  there  shall  be  no  manu¬ 
facturing  by  machine  in  the  proposed  extension ;  that 
the  extension  shall  be  used  for  washing,  dyeing,  drying 
and  finishing  of  laces ;  that  the  areaway  shall  be  ce¬ 
mented  and  properly  drained ;  that  working  drawings 
shall  be  submitted  and  approved  by  the  chairman  in 
behalf  of  the  board  before  same  are  filed  with  the 
commissioner  of  buildings;  that  after  approval,  all 
permits  shall  be  obtained  and  all  work  completed  within 
one  year  from  the  date  of  this  resolution ;  that  in  the 
event  the  owner  prefers  to  install  throughout  the 
existing  and  proposed  buildings  a  one  source  or  two 
source  automatic  sprinkler  system  complying  with  the 
Sprinkler  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  then  in  that  event  the  proposed  addition  may  be 
constructed  of  ordinary  construction  instead  of  fire¬ 
proof  as  hereinbefore  provided.” 
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151-35-BZ. 

APPLICANT — Samuels  and  Samuels,  for  Lena  Traversi, 
owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  (decision  of  the  commissioner  of  buildings) 
under  section  7c  of  the  building  zone  resolution, 
permitting  partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the  alteration  and 
extension  of  an  existing  moving  picture  theatre. 

PREMISES  AFFECTED— 6502  18th  avenue  and  1788 
65th  street,  southwest  corner  (Block  No.  5553,  Lot 
No.  40  and  part  of  Lot  No.  37),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Archie  H.  Samuels. 

ACTION  OF  BOARD— Application  reopened  and  time 

extended 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(151-35-BZ) 


Whereas,  this  application  affecting  premises  6502  18th 
avenue  and  1788  65th  street,  southwest  corner  (Block  No. 
5553,  Lot  No.  40  and  part  of  Lot  No.  37),  Borough  of 
Brooklyn,  was  granted  by  the  board,  July  16,  1935,  on  cer¬ 
tain  conditions,  time  extended  July  21,  1936,  and  applicant 
requested  a  further  extension  of  time  to  complete  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  16,  1935,  in  view  of 
statement  by  the  applicant  that  all  permits  have  been  ob¬ 
tained  and  all  plans  approved  by  the  commissioner  of 
buildings,  to  extend  the  time  within  which  to  complete  the 
work  to  one  year  from  the  date  of  this  amended  reso¬ 
lution,  on  condition  that  other  than  as  amended  herein  the 
resolution  adopted  by  the  board  on  July  16,  1935,  shall  be 
complied  with  in  all  respects. 


216-33-BZ. 

APPLICANT— Lama  &  Proskauer,  for  M.  M.  &  L.  Realty 
Co.,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 2414-2420  Flatbush  avenue, 
southwest  corner  of  Avenue  “T”  (Block  No.  8542, 
Lot  No.  41),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 
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Negative  . 

Absent  . 

THE  RESOLUTION— 

(216-33-BZ) 


Whereas,  this  application  affecting  premises  2414-2420 
Flatbush  avenue,  southwest  corner  of  Avenue  T  (Block 
No.  8542,  Lot  No.  41),  Borough  of  Brooklyn,  wyas  granted 
by  the  board  December  5,  1933,  on  certain  conditions,  time 
to  complete  work  extended  January  29,  1935,  October  22. 
1935  and  November  17,  1936;  and 
Whereas,  the  applicant  has  requested  permission  to 
reduce  the  size  of  the  plot  so  that  as  reduced  the  plot  will 
have  a  depth  of  75  ft.  instead  of  100  ft.  southwesterly 
along  Avenue  T  from  the  corner  of  Flatbush  avenue,  and 
proposes  to  use  for  conforming  uses  the  balance  of  25  ft. 
frontage  now  to  be  excluded. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Decem¬ 
ber  5,  1933,  to  read  as  follows : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted, 
permitting  the  site  of  revised  dimensions  under  appeal 
to  be  used  as  a  gasoline  service  station  under  section 
21  on  condition  that  there  shall  be  erected  on  the 
interior  lot  lines  a  wall  constructed  either  of  face 
brick  or  of  brick  stuccoed,  not  less  than  7  ft.  in  height 
for  the  full  length  of  the  interior  lot  line  and  that  a 
similar  wall  shall  be  erected  along  the  street  line  of 
Avenue  T,  starting  at  the  intersection  of  the  interior 
lot  line  and  extending  for  a  distance  of  25  ft.  along 
Avenue  T ;  that  the  interior  lot  line  wall  where  it 
meets  blatbush  avenue  and  the  wall  on  Avenue  T  at 
its  northeasterly  termination  may  be  racked  back  at 
the  rate  of  one  foot  in  four,  starting  with  a  wall  4  ft. 
in  height;  that  these  walls  shall  be  suitably  coped; 
that  the  accessory  buildings  shall  consist  of  an  office 
section,  laundry  section  and  greasing  section,  as  indi¬ 
cated  on  plans  filed  with  this  application ;  that  these 
buildings  shall  be  erected  toward  the  southwesterly 
portion  of  the  lot;  that  the  rear  wall  of  this  building 
may  be  incorporated  in  the  lot  line  walls;  that  these 
accessory  buildings  shall  be  not  over  one  story  in 
height  and  shall  be  constructed  of  face  brick  or  brick 


stuccoed  and  of  incombustible  materials  except  that 
the  roof  beams  and  roof  boarding,  door  frames  and 
doors,  window  frames  and  sash  may  be  of  wood,  pro¬ 
vided  the  ceilings  throughout  are  fire-retarded  in  ac¬ 
cordance  with  the  Rules  of  the  Board  of  Standards 
and  Appeals  and  the  roof  weather  surfacing  is  of 
incombustible  material ;  that  there  shall  be  no  openings 
in  the  interior  lot  line  walls  to  adjoining  properties; 
that  the  premises  where  not  occupied  by  accessory 
buildings  and  walls  shall  be  cement  paved  or  paved 
with  Colprovia  or  similar  material ;  that  there  shall  be 
erected  along  Avenue  T  or  Flatbush  avenue  building 
lines  reinforced  concrete  curbs  at  least  12  inches  in 
width  and  not  less  than  5  inches  in  height  with  rounded 
top  with  one  opening  to  Avenue  T  and  not  over  two 
openings  to  Flatbush  avenue;  that  no  part  of  any 
opening  shall  be  nearer  than  10  ft.  to  the  corner 
formed  by  the  intersection  of  Avenue  T  and  Flatbush 
avenue  nor  less  than  5  ft.  from  the  interior  lot  line 
wall  along  Flatbush  avenue;  that  no  openings  in  the 
building  line  curb  shall  exceed  25  ft.  in  width  each; 
that  opposite  these  openings  in  building  line  curb  there 
may  be  curb  cuts  not  exceeding  30  ft.  in  width  each; 
that  gasoline  pumps  and  foundations  thereof  erected 
on  the  premises  shall  be  not  less  than  10  ft.  from 
either  building  line ;  that  there  shall  be  no  excavation 
under  any  accessory  buildings  except  pits  for  greasing 
racks;  that  signs  advertising  non-conforming  use  shall 
be  restricted  to  the  illuminated  globes  of  the  pumps 
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and  to  permanent  flat  signs  attached  to  the  front  of 
the  accessory  buildings  or  to  the  inside  of  the  brick 
walls,  excluding  all  signs  on  the  exterior  of  the  brick 
walls  and  temporary  signs  of  every  nature  but  per¬ 
mitting  the  erection  of  a  post  standard  within  the 
building  line  near  the  intersection  of  Flatbush  avenue 
and  Avenue  T  for  supporting  a  sign  which  may  over¬ 
hang  the  building  line  for  a  distance  of  not  more  than 
5  ft.  and  restricted  to  the  advertisement  of  the  brand 
of  gasoline  on  sale ;  that  this  sign  may  be  illuminated ; 
that  there  shall  be  no  portable  gas  tanks  used  on  or 
from  the  property;  that  lamps  for  illumination  shall 
be  mounted  on  pipe  standards,  not  over  8  ft.  6  in.  in 
height,  with  metallic  shades  so  placed  as  to  reflect 
downwardly;  that  there  shall  be  no  storage  or  parking 
of  cars  on  the  premises  and  no  automobile  repairing 
of  any  nature ;  that  all  permits  shall  be-  obtained  and 
all  work  completed  within  one  year  from  the  date  of 
this  amended  resolution,  and  that  the  25  ft.  frontage 
on  Avenue  T  formerly  included  in  the  appeal  for 
variance  and  now  excluded  shall  be  used  for  uses 
conforming  to  the  district  requirements. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS 

27-36-A. 

APPLICANT— Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 145  West  51st  street,  north 
side,  125  ft.  east  of  7th  avenue  (Block  No.  1004, 
Lot  No.  6),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Louis  H.  Katzman. 

For  Opposition :  W.  J.  Kennedy. 

ACTION  OF  BOARD— Laid  over  to  January  19,  1937, 
at  2  P.M.,  on  request  of  applicant’s  representative. 


299-36- A. 

APPLICANT— A.  W.  Schwalberg,  for  Intrastate  Theatre 
Corporation,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 321-323  West  44th  street, 
north  side,  275  ft.  west  of  8th  avenue  and  322-324 
West  45th  street  (Block  No.  1035,  Lot  No.  20), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Sidney  Schreiber 

ACTION  OF  BOARD— Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  in  view  of  the 
ordinance  No.  85  which  was  adopted  by  the  Board 
of  Aldermen  November  30,  1936,  and  is  now 
awaiting  approval  by  the  Mayor,  which  ordinance 
will  permit  the  use  of  the  motion  picture  film  con¬ 
tainers,  which  are  the  subject  of  this  appeal.  In 
the  meantime  between  this  date  of  December  8, 
1936  and  December  15,  1936,  the  board  directed 
that  the  fire  department  shall  be  instructed  to  give 
special  attention  to  this  matter  to  see  that  the 
amount  of  loose  film  in  the  inspection  room  is 
limited  to  the  legally  permitted  quantity;  that  a 
special  supervisor  shall  be  assigned  to  the  film  lab¬ 
oratory  to  cooperate  with  the  fire  department  dur¬ 
ing  the  adjournment  of  this  appeal  between  De¬ 
cember  8,  1936  and  December  15,  1936,  and  that  a 
watchman  shall  be  maintained  during  the  hours 
the  Film  Exchange  is  not  open. 


300-36-A. 

APPLICANT — A.  W.  Schwalberg,  for  Vitagraph,  Inc., 
lessee. 


SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  (6th 
floor),  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  Sidney  Schreiber. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


306-36-A. 

APPLICANT — Twentieth  Century-Fox  Film  Corp., 
owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 345  West  44th  street,  north 
side,  200  ft.  east  of  9th  avenue  (Block  No.  1035, 
Lot  No.  9),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


31 1-36- A. 

APPLICANT — G.  Knox  Haddow,  for  Paramount  Pic¬ 
tures,  Inc.,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 331-337  West  44th  street,  north 
side,  300  ft.  east  of  Ninth  avenue  (Block  No. 
1035,  Lot  Nos.  13,  14,  15  and  16),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


3 16-36- A. 

APPLICANT — Robert  Hilton,  for  United  Artists  Cor¬ 
poration,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  (6th 
floor)  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


338-36-A. 

APPLICANT — J.  S.  MacLeod,  for  Metro-Goldwyn-May- 
er  Distributing  Corporation,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  (12th 
floor),  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  Sidney  Schreiber. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 
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344-36-A. 

APPLICANT — G.  Knox  Haddow,  for  Paramount  Pic¬ 
tures,  Inc.,  lessee. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 201-215  West  43rd  street,  206- 
214  West  44th  street  and  1493r-l 501  Broadway, 
(10th  floor),  (Block  No.  1015,  Lot  Nos.  26  to 
37),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


347-36-A. 

APPLICANT — Floyd  L.  Weber,  for  Columbia  Pictures 
Corporation,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 729  Seventh  avenue,  southeast 
corner  of  West  49th  street  (Block  No.  1001,  Lot 
No.  61),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Sidney  Schreiber. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


348-36-A. 

APPLICANT — Nathan  Cohen  for  Columbia  Pictures  Cor¬ 
poration,  lessee. 

SUBJECT- — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street  (9th 
floor,  center),  (Block  No.  1035,  Lot  No.  1),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Laid  over  to  December  15,  1936, 
at  2  P.M.,  on  request  of  applicant,  subject  to  same 
conditions  as  noted  in  Cal.  No.  299-36-A. 


341 -36- A. 

APPLICANT — M.  H.  Korn,  for  The  Texas  Company, 
owner. 

SLTBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1749-1753  Flatbush  avenue, 
southeast  corner  of  Avenue  J  (Block  No.  7617, 
Lot  No.  80),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  Lynch  and  T.  Donnelly. 
For  Opposition:  Otto  W.  Walter. 

For  Administration:  Benjamin  Saltzman,  Depart¬ 
ment  of  Buildings. 

AC  1TON  OF  BOARD — Laid  over  to  January  5,  1937  at 
2  P.M.  for  applicant  to  revise  plans. 


312-36-A. 

APPLICANT — Edward  M.  Wharff,  for  Fligh  Point  Oil 
Terminals,  Inc.,  owner. 

SI  EJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 35-02  Vernon  boulevard 
southwest  corner  of  35th  avenue  (Block  No  327’ 

\PPE  \RANCES— L°ng  ISknd  City’  Borough  of  Queens- 

For  Applicant:  Edward  M.  Wharff  and  J.  M. 
Crom. 


AC  1  ION  Oh  BOARD — Laid  over  to  January  19,  1937,  at 
2  P.M.  for  consideration  by  board. 


211-36-A. 

A I  PLICANT — Schwartz  &  Gross,  for  Goldsmith  Bros., 

lessees. 

SUBJECT — Application  for  reopening — amendment  —  re 
Appeal  from  an  order  of  the  fire  commissioner. 

I  REMISES  AFFECIED — 96  Beekman  street,  north  side, 
76  ft.  5  in.  east  of  Cliff  street  (Block  No.  98^ 
Lot  No.  52),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  William  H.  Meyer. 

For  Administration:  Inspector  Meyer,  Fire  Dent 
ACT  ION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  q 

Negative  . '  g 

Absent  .  g 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . q 

Negative  . ..!  .  0 

Absent  .  .  _  _  .  q 

THE  RESOLUTION— 


(211-36-A) 

Whereas,  the  appeal  affecting  premises  96  Beekman 
street  north  side  76  ft.  5  in.  east  of  Cliff  street  (Block 
Ao.  98,  Rot  No.  52),  Borough  of  Manhattan,  was  granted 
by  the  board  July  14,  1936  on  certain  conditions  and 
applicant  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  July  14,  1936  be 
amended  so  that  as  amended  it  will  read : 

Resolved,  that  the  order  of  the  fire  commissioner, 
No.  1819-LC  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted  on  condition 
that  the  cellar  and  sub-cellar  shall  be  protected  by  a 
non-automatic  system  as  defined  under  Rule  2,  Sub¬ 
division  C  of  the  Sprinkler  Rules  of  the  Board  of 
Standards  and  Appeals;  that  there  shall  be  no  oil  or 
other  combustible  materials  stored  in  the  cellar  or 
sub-cellar  ,  that  the  stairway  enclosure  from  the  cellar 
to  the  first  floor  shall  be  fire-retarded  with  self-closing 
fire-retarded  door  at  openings ;  that  any  oil  or  other 
combustibles  stored  in  packages  or  metal  containers 
may  be  stored  on  the  first  floor  or  above  as  approved 
by  the  fire  commissioner;  that  exits  throughout  the 
buddings  shall  be  maintained  at  all  times;  that  such 
additional  fire-fighting  equipment  shall  be  installed  as 
the  commissioner  shall  direct  and  that  other  than  as 
modified  herein  all  laws,  rules  and  regulations  apply¬ 
ing  to  the  use  and  occupancy  of  the  building  shall  be 
complied  with.” 


230-36- A. 


APPLICANT — The  Salvaton  Army,  Inc.,  owner. 
SUBJECT  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 


i  Arramu — 11J  East  175th  street,  north¬ 

west  corner  of  Park  avenue  (Block  No.  2900  Lot 
No.  3.9),  Borough  of  The  Bronx. 
APPEARANCES— 


For  Applicant:  None. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  a 
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Negative 
Absent  . 


HE  RESOLUTION- 


(230-36-A) 

Whereas,  The  Salvation  Army,  Inc.,  owner,  filed  July 
7,  1936,  an  appeal  with  the  Board  of  Standards  and  Ap¬ 
pals  relative  to  an  order  of  the  fire  commissioner,  af- 
:cting  premises  413  East  175th  street,  northwest  corner 
E  Park  avenue  (Block  No.  2900,  Lot  No.  39),  Borough 
t  The  Bronx ;  and 

Whereas,  the  applicant  was  notified  by  this  office  to 
>mplete  the  papers  in  this  appeal  and  failed  to  do  so. 
Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
>r  lack  'of  prosecution. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 


13-21 -SA. 


PPLICANT — William  F.  Regan. 

UBJECT — Rohr-Schanck  Fuel  Oil  Burner — Application 
for  reopening — Amendment  of  resolution  relative 
to  the  grade  of  oil. 

PPEAR AN  CES — 

For  Applicant:  None. 

CTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

HE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 


Absent 

HE  VOTE  TO  AMEND  RESOLUTION 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  . 

Negative  . 

Absent  . 


0 


HE  RESOLUTION— 


(583-21-SA) 

Whereas,  Gilbert  &  Ashfield,  factory  engineers,  filed 
:ne  10,  1921,  an  application  with  the  Board  of  Standards 
d  Appeals  for  approval  of  the  device  known  as  the  Rohr- 
:hanck  fuel  oil  burner;  and 

Whereas,  this  device  was  approved  by  the  board  No- 
mber  29,  1921,  on  certain  conditions ;  and 
Whereas,  the.  applicant  requested  an  amendment  of  the 
solution  to  approve  this  device  for  automatic  installa- 

>n;  and 

Whereas,  this  device  was  referred  to  the  engineer  of  the 
•ard  and  the  division  of  combustibles  of  the  fire  depart- 
snt  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup- 
smented  by  that  of  the  representatives  of  the  division 
combustibles  of  the  fire  department  was  substantially 
follows : 

This  burner  had  originally  been  approved  for  manual 
operation,  using  No.  6  oil  and  consists  essentially  of 
the  following  parts : 

Atomizing  nozzle ;  a  standard  pump  set,  Sharpe  and 
Puesit  pumps  being  used  in  this  particular  installation ; 
a  GE  motor  %  H.  P. ;  Preferred  Utilities  strainer, 
and  a  Curtis  air  compressor  for  furnishing  air  to  the 
burner. 

In  installing  this  burner  as  a  fully  automatic  instal¬ 
lation  the  following  additional  controls  have  been 
added :  Wells  type  A  pre-heater  used  for  pre-heating 
the  oil  from  a  cold  start.  This  heater  is  so  set  by 
means  of  a  thermostatic  control  located  on  the  heater 
that  no  oil  is  allowed  to  pass  to  the  burner  nozzle 
until  it  has  reached  125°  F. ;  Ascol  oil  regulating  valve; 
Detroit  lubricating  magnetic  gas  valve.  To  control 


the  operation  of  the  burner,  a  Minneapolis  Honeywell 
Pressure-trol  Type  L404  and  a  Protecto-Relay  Type 
R-117-4  are  utilized. 

The  oil  is  taken  from  the  storage  tanks  by  means 
of  the  suction  of  the  pump  set  and  passes  through 
the^Wells  Heater.  The  Wells  Heater  heats  the  oil  to 
125°  before  allowing  the  same  to  pass  to  the  burner, 
thus  insuring  ignition  when  the  oil  is  atomized  by 
means  of  the  nozzle.  The  starting  of  the  burner  is 
prevented  by  means  of  a  thermostatic  switch  located 
in  the  head  of  the  Wells  Heater  until  the  oil  has 
reached  the  predetermined  temperature.  The  burner 
was  put  into  normal  operation  and  it  was  found  that 
the  controls  ‘functioned  as  designed. 

It  is  therefore  recommended  that  the  above  men¬ 
tioned  burner  be  approved  for  the  use  with  No.  5 
fuel  oil  or  No.  6  commercial  grade  fuel  oil  pre-heated 
in  fully  automatic  installations  when  installed  in  ac¬ 
cordance  with  the  Oil  Burner  Rules  adopted  by  the 
Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Rohr-Schanck 
Fuel  Oil  Burner,  for  use  in  manual  operation  in  industrial 
installations  with  fuel  oil  not  heavier  than  No.  5  cold  and 
No.  6  preheated  and  in  fully  automatic  installations,  com¬ 
mercial  and  industrial  with  fuel  oil  not  heavier  than  No.  5 
cold  and  No.  6  preheated  when  installed  in  accordance 
with  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals  and  with  the  above  report  and  on  condition  that 
there  shall  be  permanently  attached  to  each  burner  in¬ 
stalled  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  583-21-SA. 


1203-22-SA. 


APPLICAN  T — Simplex  Oil  Heating  Corporation,  owner. 
SUBJECT — Simplex  Turbine  Fuel  Oil  Burner,  Models 
C.O.G.  and  M.O.G. — Approval  of.  (Reopened  No¬ 
vember  29,  1936.) 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  o 

Absent  .  o 

THE  RESOLUTION— 

(1203-22-SA) 

Whereas,  the  Simplex  Oil  Heating  Corporation,  owner, 
filed  October  18,  1922,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  the  device  known 
as  the  Simplex  Turbine  Fuel  Oil  Burner;  and 

Whereas,  this  device  was  approved  by  the  board  with 
its  pump  and  fan  set;  January  3,  1924;  and 

Whereas,  the  applicant  requests  an  amendment  of  the 
resolution  to  include  the  approvals  of  the  Simplex  Turbine 
Fuel  Oil  Burner,  Models  C.  O.  G.  and  M.  O.  G. ;  and 

Whereas,  this  device  was  referred  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  the  report  of  the  representatives  of  the  divi¬ 
sion  of  combustibles  of  the  fire  department  was  substan¬ 
tially  as  follows : 

This  burner  is  of  the  low  pressure  atomizing  gun 
type  and  consists  of  the  following  assembly : 

A  tubular  atomizing  gun  or  nozzle,  manufactured 
by  the  Simplex  Burner  Corp.,  a  Simplex  pump  and  an 
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air  fan.  The  air  fan  unit  is  separate  from  the  burner 
proper.  The  fan  is  of  the  centrifugal  type  and  is 
run  by  a  2  H.  P.  General  Electric  motor.  The  oil 
pump  is  geared  directly  to  the  shaft  of  the  air  fan  so 
that  in  case  of  air  failure  no  oil  can  be  supplied  to 
the  burner. 

In  addition  to  the  above,  as  previously  approved, 
the  following  have  been  added  in  order  to  render  this 
burner  fully  automatic  for  the  use  of  No.  6  oil :  A 
Wells  Type  “A”  Electric  Heater,  an  Asco  Oil  Control 
Valve  and  the  following  controls — A  Mercoid  Pres- 
sure-trol  Model  No.  848,  a  Minneapolis  Honeywell 
Protecto-stat,  a  Minneapolis  Honeywell  Protecto-relay 
R114,  a  Minneapolis  Honeywell  Aquastat,  a  Minneapo¬ 
lis  Honeywell  Magnetic  Gas  Valve.  The  Aquastat  is 
immersed  in  the  oil  supply  line  of  the  Wells  Heater 
and  does  not  permit  the  operation  of  the  burner  until 
the  oil  has  reached  a  certain  pre-determined  tempera¬ 
ture,  namely  140°.  Ignition  is  dual,  both  gas  and 
electric  being  used,  electric  ignition  furnished  by 
means  of  the  Jefferson  Transformer. 

The  oil  is  taken  from  the  storage  tank  by  means  of 
the  pump  and  passes  through  the  Wells  Heater.  The 
Wells  Heater  heats  the  oil  to  140°  before  allowing 
same  to  pass  to  the  burner.  The  starting  of  the  burner 
is  prevented  by  means  of  an  Aquastat,  located  in  the 
oil  line,  until  such  time  as  the  pre-determined  tempera¬ 
ture  is  reached.  The  burner  was  put  into  normal 
operation  and  it  was  found  that  the  controls  functioned 
as  designed.  The  difference  between  the  two  models 
is  merely  one  of  size,  the  larger  model  allowing  more 
air  or  oil  to  be  consumed  per  hour. 

It  is  therefore  recommended  that  the  above  men¬ 
tioned  burner  be  approved  for  the  use  of  No.  6 
commercial  grade  fuel  oil  in  fully  automatic  commer¬ 
cial  and  industrial  installations,  when  installed  in  ac¬ 
cordance  with  the  Oil  Burner  Rules  adopted  by  the 
Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  reaffirm  its  resolution  of  January  3,  1924,  approv¬ 
ing  the  Simplex  Turbine  Fuel  Oil  Burner  for  use  with 
what  was  then  known  as  Grade  A  Fuel  Oil  in  manual 
operations  and  does  hereby  approve  the  device  known  as 
Simplex  Turbine  Oil  Burner,  Models  C.  O.  G.  and  M.  O. 
G.  for  use  with  fuel  oil  not  heavier  than  No.  5  cold  and 
No.  6  pre-heated,  in  commercial  and  industrial  installa¬ 
tions,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals  and  with 
the  above  report  and  on  condition  that  there  shall  be  per¬ 
manently  attached  to  each  burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  1203-22-SA. 


209-32-SA. 

APPLICANT — Croker  Fire  Prevention  Corp.,  owner. 

SUBJECT — Croker  4  in.,  5  in.  and  6  in.  Siamese  connec¬ 
tion  for  standpipe  and  sprinkler  installation. — Ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 

AC  1  TON  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  the  board. 


THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . i 

Negative  .  ( 

Absent  .  ( 

THE  RESOLUTION— 

(209-32-SA) 

Y  hereas,  Croker  Fire  Prevention  Corporation,  owner 
filed  April  14,  1932,  an  application  with  the  Board  oi 
Standards  and  Appeals  for  approval  of  their  device  knowr 
as  the  Croker  4  in.,  5  in.  and  6  in.  Siamese  connection  foi 
standpipe  and  sprinkler  systems;  and 

Whereas,  this  device  was  tested  by  a  committee  of  the 
board,  report  of  which  test  was  substantially  as  follows: 

The  requirements  of  Rule  93  of  the  standpipe  fin 
line  rules  were  complied  with  as  follows: 

1.  1  he  body  of  the  device  is  of  brass. 

2.  Clapper  valve  seats  are  of  non-corrodable  mate¬ 
rial — brass. 

3.  Each  outlet  is  provided  with  a  clapper  valve  ma¬ 
chined  to  a  true  face. 

4.  The  inside  diameter  of  valve  seats  and  the  area 
of  waterways  conforms  to  this  requirement. 

5.  Clappers  are  properly  hung. 

6.  Swivel  tests  of  225  lbs.  for  5  minutes  without  ef¬ 
fect  on  connections. 

7.  8&9.  The  device  was  subjected  to  a  test  built  up 

from  0  to  300  lbs.  in  one  minute  and  held  at  30C 
pounds  for  1  minute,  then  raised  to  500  lbs.  and 
so  maintained  for  30  minutes.  These  clappers 
were  so  designed  that  a  pressure  of  100  lbs.  per 
square  inch  on  the  standpipe  side  when  the  pres¬ 
sure  on  the  steamer  side  was  150  lbs.  and  were 
properly  hung  to  close  at  a  discontinuance  of  the 
flow.  The  device  stood  the  required  pressure  of 
500  lbs.  for  30  minutes  under  normal  working 
conditions  and  without  failure  of  any  kind.  And 
the  clapper  valves  were  tight  on  the  standpipe  side 
from  1  to  300  lbs. 

10  &  11.  Ihe  inlet  swivels  to  Siamese  connection  are 
provided  with  threads  to  fit  fire  department  hose. 
12.  The  word  “standpipe”  and  letters  A  B  C  are  cast 
into  the  top  of  the  body,  together  with  the  Cal. 
Number. 

I  his  device  has  been  approved  by  the  Underwriters 
Laboratory  extinguisher  No.  1158,  June  9,  1932,  speci¬ 
fication  certified  to  this  board  July  18,  1932. 

It  is  recommended  that  the  Croker  4  in.,  5  in.  and  6 
in.  Siamese  connection  for  standpipe  and  sprinkler 
system  be  approved. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Croker  4  in.,  5  in. 
and  6  in.  Siamese  connection  for  standpipe  and  sprinkler 
installations  w'hen  constructed  in  accordance  with  the 
drawings  on  file  in  this  application  and  of  the  thickness 
of  metal  shown  in  said  drawings  and  when  installed  in  ac¬ 
cordance  with  the  standpipe  and  sprinkler  rules  respectively 
and  in  accordance  with  above  report. 


Adjourned,  4:25  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 
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OIL  BURNER  RULES 

[217-21-SR] 

NOTICE — In  this  publication  of  these  Rules,  a  new  decimal 
numbering:  system  has  been  employed,  but  for  con¬ 
venience,  the  former  designations  are  also  shown  in 
brackets. 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

\  Adopted  by  the  Board  of  Standards  and  Appeals  June 

15,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
December  4,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 

1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

[a]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 

equipment  for  use  within  the  City  of  New  York 
except  as  provided  in  these  rules. 

[b]  1.2  These  rules  shall  not  apply  to  gas  companies  stor¬ 

ing  or  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 

Rule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  Appeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit,  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com¬ 
pliance  with  these  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn¬ 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CONTROLS— Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

2.7  DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS— Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS:  Buildings  used  exclusively  for 
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dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 

2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points, 
180°  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162")  A.W.G.  wire,  or  pipe  not 
less  than  one-half  inch  (J4")  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  The  other 
end  shall  be  bonded  to  a  ground  connec¬ 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2')  below  the  surface  of  the 
earth. 

2.11  FILL  PIPE:  That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 

2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  (}4)  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  (j£)  inch 
gypsum  wall  boards  weighing  not  less  than 
16  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  (J4)  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
floor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  (Y)  inch 
thick. 

2.12.4  Note — All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current. 

2.14  INDUSTRIAL  INSTALLATIONS:  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 
purposes  designed  for  and/or  using  oil  as  defined 
in  these  rules. 

2.17  OIL  LEVEL  INDICATING  DEVICE:  A  means 
by  which  the  level  of  the  oil  in  a  storage  tank  may 
be  indicated. 


RULES 


2.18  OVERFLOW  PIPE:  A  pipe  which  conveys,  by 
gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2.19  PERMANENT  DEFORMATION:  Wherever 
phrase,  “without  permanent  deformation,”  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT :  Shall  mean  permit  for  storage  of  oil. 

2.21  PORTLAND  CEMENT  CONCRETE:  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  not 
more  than  two  and  one-half  (2 y2)  parts  sand  and 
five  (5)  parts  of- coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28. 

2.22  PREHEATER:  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

2.23  RELIEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2.24  RELIEF  LINE:  That  portion  of  the  line  between 
the  bypass  connection  of  the  relief  valve  and  the 
supply  line  or  storage  tank. 

2.25  REMOTE  CONTROL:  A  hand,  electric,  or  me¬ 
chanically-operated  device  to  shut  off  the  oil  sup¬ 
ply.  A  thermostat  is  not  acceptable  as  a  remote 
control. 

2.26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2.27  SHOP  FABRICATED :  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2.28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 
tuated  to  prevent  the  flow  of  liquid  in  a  line  of 
pipe. 

2.29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2.30  STORAGE  TANK:  Any  container  for  oil  hav¬ 
ing  a  capacity  of  two  hundred  and  seventy-five 
(275)  gallons  or  more,  having  a  fill  line  and  vent 
line  connected  thereto. 

2.31  STORAGE  TANK,  AUXILIARY:  Any  con¬ 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  with  an  automatic  or 
manually  operated  pump. 

2.32  SLTPPLY  LINE:  That  portion  of  the  line  be¬ 
tween  the  storage  tank  and  the  pump  oil  inlet 
connection.  Where  a  pump  is  not  used,  it  shall 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2.33  TEST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2.34  TRANSFER  PUMP:  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burner. 

2.35  \  ENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 

Rule  3.  Oil  Permitted. 

[a]  3.1  Oil  permitted  under  these  rules  shall  be  any  liq¬ 
uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar,  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


in  a  Pensky-Martens  closed  cup  tester  (Ameri¬ 
can  Society  for  Testing  Materials  Method  D93- 
22)  and  marketed  under  the  following  commercial 
grades : 


Range  Oil 
No.  1  Fuel  Oil 
No.  2  “  “ 


SP.  Gr.  (A.  P.  I.) 


No.  3 
No.  4 
No.  5 
No.  6 

[b]  3.2  The 


use  of  crankcase 
strictly  prohibited. 


refuse  oil  as  fuel 


40-44° 
36-10° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 
oil  is 


Rule  4.  Burners. 

[a]  4.1  Burners,  including  oil-burning  heaters,  shall  be 

as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

[b]  4.2  Approval  of  burners  or  oil-burning  heaters  de¬ 

signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
for  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons’  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

[c]  4.3  The  requirements  of  these  rules  shall  not  apply 

to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  erf  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick, 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches, 
soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

[a]  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 
be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  be 
as  stated  in  the  table  given  below. 

lb]  5.1.2  All  tanks  must  be  welded  or  riveted  and 
caulked,  or  riveted  and  welded.  Flanges 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  between  plates  is  pro¬ 
hibited. 

[c]  5.1.3  Thickness  of  cylindrical  tanks,  except 
tanks  of  275  gallons  capacity  or  less: 

Tanks  36  in.  in  diameter  and  less — in¬ 
shell,  Ft  in.  heads. 

Tanks  37  to  72  in.  in  diameter — in¬ 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in. 
shell,  34  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  of 
34  in.  steel  and  to  be  stiffened  by  angle 
rings  or  equivalent  members  so  as  to  re¬ 
tain  their  cylindrical  form. 
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[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 
tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

,[e]  5.1.5  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows : 

In  shell  54  in.  thick,  §4  in.  in  diameter 
rivets  2J4  in.  pitch. 

In  shell  5/16  in.  thick,  54  in.  in  diameter 
rivets  2)4  in.  pitch. 

In  shell  54  in.  thick,  54  in.  in  diameter  riv¬ 
ets  2^4  in.  pitch. 

5.2  Rectangular  Tanks. 

{a]  5.2.1  All  rectangular  tanks  shall  be  built  of 
steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5  /16  of  an  inch. 

;[b]  5.2.2  Corners  may  be  made  up  by  bending  the 
plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  54  of  an  inch  in 
diameter  and  spaced  not  more  than  2)4 
inches  center  to  center. 

,[d]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 
to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

Je]  5.2.5  When  structural  steel  members  are  used 
such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

[f]  5.2.6  When  structural  steel  reinforcing  members 

are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  pounds  per  square  inch 
taken  in  the  minimum  net  section. 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty-four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[h  |  5.2.8  The  connection  between  these  members  and 
the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

la]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 
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and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
and  head  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U. 
S.  Standard  No.  14. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

storage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  04")  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes;  where  used  for  oils  having  a  vis¬ 

cosity  less  than  500  sec.  Saybolt  Universal  at 
100°  F.  shall  have  manhole  covers  bolted 
and  air  tight ;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above 
Ground. 

[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates  shall  be  )4  inch  and  the  minimum 
thickness  of  roof  plates  14  inch. 

The  thickness  of  shell  plates  shall  be  figured 
in  accordance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration.. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch) . 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No. 
14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

[a]  5.5.1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  tvall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 

Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun¬ 

dred  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shall 
be  not  less  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons  stor¬ 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 

than  two  hundred  and  seventy-five  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4")  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  in  an  en¬ 
closure  having  masonry  walls  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  not  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6.1.3  The  capacity  of  individual  storage  tanks  lo¬ 

cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
with  burners  or  oil-burning  heaters  shall  be 
installed  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 
or  floor  and  protected  against  mechanical 
injury. 

6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
of  the  tank  not  less  than  two  feet  (2')  be¬ 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
earth,  free  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be 

placed  within  twenty  (20')  feet  of  any  wall, 
separating  a  building  from  the  subway,  and, 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub¬ 
way,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and 
Appeals. 

[c]  6.2.3  No  tank  shall  be  buried  so  as  to  be  nearer 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two 

hundred  and  seventy-five  gallons,  prior  to 
or  at  the  time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 

6.3  Outside  of  Buildings,  Above  Ground. 

[a]  6.3.1  Storage  tanks  located  outside  of  buildings 

above  ground  shall  be  not  less  than  one  and 
one-quarter  (iyA)  tank  diameters  and  in  no 
case  less  than  ten  feet  (10')  from  the  line 
of  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec¬ 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 

If  distant  25  feet  from  line 
of  adjoining  property 
which  may  be  built  upon  16,000  gallons 

If  distant  30  feet .  24,000  “ 

If  distant  40  feet .  36,000  “ 

If  distant  50  feet .  48,000  “ 

If  distant  60  feet .  60,000  “ 

If  distant  75  feet .  96,000  “ 

If  distant  85  feet,  or  more  100,000  “ 

[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 

an  embankment  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one 
and  one-half  (iy)  times  the  capacity  of  the 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  (y)  the  height  of  the  tank 
when  the,  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core  of 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  be 
firmly  and  compactly  built  of  good  earth, 
free  from  stones,  vegetable  matter,  etc.,  and 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  at 
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least  one  and  one-half  (1)4)  to  two  (2)  on 
all  sides.  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded. 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 
Code  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[c]  6.3.3  All  above  ground  storage  tanks  larger  than 
two  hundred  and  seventy-five  (275)  gallons, 
prior  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 

Rule  7.  Piping. 


age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  in  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  K  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[d]  7.3.4  Vent  pipes  shall  be  provided  with  weather¬ 
proof  hoods  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  building  opening  and  not  less  than  five 
feet  (5')  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 


7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 
workmanlike  manner.  Exposed  piping  shall 
be  protected  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  at  tank. 

£b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 
brass  pipe,  or  new  extra-heavy  copper  brass 
or  aluminum  alloy  tubing,  properly  marked 
and  duly  approved,  may  be  used.  Drawn 
metal  tubing  when  used  for  conveying  oil, 
shall  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub¬ 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  (3A") 
inside  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

Jc]  7.1.3  Overflow  pipes  where  installed  shall  not  be 
smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

(a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 
discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

Jb]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 
lief  valve  to  prevent  excessive  oil  pressure. 

£c]  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 
more  than  one  and  one-half  (1)4)  times  the 
maximum  working  pressure  of  the  system. 

The  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
line.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7.3.1  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

Ib]  7.3.2  Where  a  battery  of  storage  tanks,  designed 
to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

[c]  7.3.3  Vents  shall  be  not  less  than  one  and  one- 
quarter  inches  OK")  in  diameter  for  stoi- 
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7.4  Fill  Pipes. 

[a]  7.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 

ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (5')  from 
any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal- 
No  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe  may 
be  installed  provided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  All  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  fill  pipe  terminal  shall  be  provided  with 
letters  reading  “Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 
has  been  approved.  The  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  K  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit¬ 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  of 
hot  water  or  low  pressure  (ten  (10)  pounds 
per  square  inch  maximum)  steam  coils. 
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7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

[a]  8.1  Each  supply  line  from  storage  tanks  of  two 

hundred  and  seventy-five  (275)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

[b]  8.2  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (27 5)  gallons’  ca¬ 
pacity,  shall  be  provided  with  a  shut-off  valve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavy  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

[c]  8.3  Except  as  may  be  modified  in  specific  instances 

by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(275)  gallons’  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
business  building  only  under  the  following  pro¬ 
visions  : 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  having  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50')  above  the  street 
level.  Only  one  oil  delivery  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be 
larger  than  two  inches  (2")  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 

above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 

each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 
Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  “ 

Gravity  “ 

[d]  8.4  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when  outside  location  is  impractical  such 
control  may  be  located  immediately  inside  the 


room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con¬ 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.5  Except  as  provided  by  Rule  4.2  of  these  rules 

for  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  or 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used 

for  atomizing  the  oil,  the  oil  and  the  atomizing 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply,  the 
supply  of  oil  will  immediately  be  cut  off.  Except 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 

Rule  9.  Oil  Level  Indicating  Devices  and  Test 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Test 
wells  shall  not  be  permitted  in  tanks  located 
inside  of  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  of 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructed 

of  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10) 
gallons’  capacity  shall  be  operated  until 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

lb]  10.1.2  Applications  for  permit  shall  be  made  by 
the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shall 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made, 
name  and  address  of  owner  and/or  oc¬ 
cupant,  name  and  address  of  installer, 
make  and  approval  number  of  burners, 
pumps  and  other  devices,  capacity  num¬ 
ber  and  location  of  storage  tanks,  to¬ 
gether  with  approval  of  such  proposed 
installation  by  the  Commissioner  of 
Buildings  when  required  under  Rule  10.2. 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fire 
Chief  and  Commissioner  until  the  installa¬ 
tion  has  been  inspected  by  his  represen¬ 
tative. 

10.2  Plans  to  be  Filed  Where  Structural  Considera¬ 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  as 
defined  in  these  rules,  the  installer  shall 
file  with  the  Commissioner  of  Buildings 
plans  showing  the  size  and  location  of 
all  storage  tanks  having  a  capacity  greater 
than  275  gallons  where  such  tanks  are 
to  be  installed  either  inside  of  buildings 
in  or  below  the  lowest  floor  level  or  out- 
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side  of  buildings  below  ground.  Plans, 
however,  shall  be  filed  where  275  gallon 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

0.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 

and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 
inch  for  a  period  of  ten  (10)  minutes. 

[b]  10.3.2  Storage  tanks  of  more  than  two  hundred 

and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as  follows : 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  which  shall  be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

'd]  10.3.4  The  anti-syphon  devices,  where  used  as 
provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

).4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

-  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

.1  All  installations  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by'  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in¬ 
stallation  is  made,  name  and  address  of  owner 
and/ or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner. 
Such  reported  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 
range  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

I b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 
the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 
completely  cut  off  the  passage  of  flue  gases  at  any 
time. 

Rule  13.  Automatic  Pumps. 

13.1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis- 
.  charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall 
not  be  less  than  eighteen  (18)  inches',  except' that 
this  clearance  may  be  reduced  to  nine  (9)'  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twice  the  width  thereof  and  such  baf¬ 
fle  is  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two'  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 
not  less  than  twelve  (12")  inches;  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (S')  of  heating  apparatus, 
except  where  same  is  protected  by  fire  retarding 
material. 

[dj  14.4  Burners  and  all  accessories,  including  tanks  and 
piping,  shall  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  y2"  asbestos  or  equiva- 
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lent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re¬ 
quired  within  the  specific  approval  of  each  burner. 

lg]  14.7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

fa]  15.1  Cards,  giving  complete  instructions  for  the  care 
and  operation  of  the  system  shall  be  permanently 
fixed  near  the  apparatus  in  readable  condition. 
Where  burners  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons’  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

[b]  15.2  All  heating  systems  in  which  the  oil  is  preheated 
or  systems  not  fully  automatic  shall,  when  operat¬ 


ing,  be  under  the  direct  supervision  of  a  perse 
holding  a  certificate  of  fitness  issued  by  the  Fi 
Chief  and  Commissioner,  except,  that  a  perse 
holeling  a  certificate  of  fitness  as  a  licensed  engine' 
or  as  a  licensed  fireman  under  the  provisions  c 
Section  409  of  the  Charter  of  the  City  of  Ne 
York,  shall  not  be  required  to  obtain  such  certii 
cate. 

Rule  16.  Modification. 

16.1  When,  for  any  reason,  it  may  be  impracticable 
comply  strictly  with  the  foregoing  rules,  the  a< 
ministrative  official  having  jurisdiction  shall  ha' 
power  to  accept  substitute  methods  provided  tl 
spirit  and  substance  of  these  rules  shall  be  con 
plied  with. 

Rule  17.  Existing  Installations. 

17.1  Oil  burner  systems  heretofore  installed  and  du 
approved  as  complying  with  all  laws  and  rules  tht 
applicable  thereto  shall  be  deemed  acceptable,  pr< 
vided  there  have  been  no  subsequent  alterations  ; 
the  apparatus,  except  as  to  Rule  15.2. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  N 

M.  D.  Rotary  .  52-27-S 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-S 

Monroe  Oil  Pump  .  658-26-S 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-S. 

Northern  Rotary  .  1396-24-S 

Pascoe  Pump  Set  .  1029-26-S 

Petro-Nokol  Industrial  Oil  Pump .  570-32-S 

Quiet  May  Gerotor  Pump  . 267-32-S 

Quimby  Screw  Pump  .  1193-21-S 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-S 

Ray  Rotary  .  588-25-S 

Rotary  Pressure  Pump  .  1060-25-S 

Rotary  Vacuum  Pump  .  513-25-S 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-S 

S.  B.  U.  Pumps,  Models  A.  B,  C  and  D .  410-32-S 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-S 

Tate-Jones  . 1 .  492-21-S 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-S 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-S 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-S 

Union  Steam  Pump  for  Fuel  Oil .  705-30-S 

Viking  .  438-21-S 

Warren  Oil  Pump  .  1 169-23-S 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-S 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-S 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-S 

Worthington  Show  Model  Duplex .  194-22-S 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  an 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  : 
three  cents  each — postage  to  be  added  if  the  forms  ai 
forwarded  by  mail. 
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Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner  Calendar  No. 

.  B.  C.  Oil  Burner .  1295-24-SA 

.  B.  C.  Oil  Burner,  Type  H .  684-29-SA 

ce  Rotary  Oil  Burner .  47-35-SA 

cme  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  .  112-36-SA 

cme  Oil  Burner,  Models  BO-1  and  BO-2..  132-34-SA 

etna  Automatic  Oil  Burner .  1547-23-SA 

ir-Blast  Oil  Burner .  579-32-SA 

irtemp  Oil  Burner,  Models  B-6  and  C-6 _  139-36-SA 

irtemp  Oil  Burner,  Models  D,  F  and  G....  88-34-SA 

lladin  Oil  Burner .  298-26-SA 

lexander  Oil  Burner .  6S-28-SA 

lida  Oil  Burner .  124-34-SA 

lpine  Oil  Burner,  Models  A  and  H .  110-36-SA 

merican  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 

92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 

4562,  4563,  4573,  4578,  4588,  4688,  4678, 

4668,  4666,  4683,  4663,  4653,  4673,  4674, 


ristocrat  Oil  Burner .  222-35-SA 

ssociated  Oil  Burner  .  178-35-SA 

uto  Heat  Oil  Burner .  284-33-SA 

utocrat  Oil  Burner,  Model  B-l .  297-31-SA 

utomatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 

aker  Automatic  House  Heating  Burner _  1323-22-SA 

aker  Oil  Burner,  Model  L,  Gun  Type .  404-29-SA 

aker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD .  329-35-SA 

allard  Baby  Grand  Oil  Burner .  447-32-SA 

allard  Super  Domestic  Oil  Burner .  939-24-SA 

ayard  Domestic  Fuel  Oil  Burner .  1184-22-SA 

erggren  Oil  Burner .  764-26-SA 

ethlehem  Steam  Atomizing  Fuel  Oil  Burner  485-32-SA 
ettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  .  88-34-SA 

ettendorf  High  Pressure  Oil  Burner .  479-31-SA 

ettendorf  Oil  Burner .  731-28-SA 

lettendorf  Oil  Burner,  Model  H.B .  498-32-SA 

ock  Oil  Burner,  Models  A,  B,  C  and  D....  123-31-SA 

ock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8  .  102-34-SA 

raden  Automatic  Fuel  Oil  Burner .  322-30-SA 

ranford  Oil  Burner .  36-31-SA 

ranford  Oil  Burner,  Model  “A” .  461-32-SA 

righton  Oil  Burner .  372-33-SA 

ullet  Automatic  Oil  Burners,  Models  A  and 
B  .  195-33-SA 

iloroil  Burner,  Type  AA .  1361-24-SA 

amel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S .  229-32-SA 

irboradiant  Oil  Burner,  Models  V  &  VS...  16-31-SA 

irboradiant  Oil  Burner,  Model  VSS .  49-32-SA 

irborundum  Burner  .  571-29-SA 

irter-Korth  Oil  Burner,  Model  “P” .  389-32-SA 

irter-Korth  Oil  Burner  .  54-30-SA 

irter  Oil  Burner,  Models,  4X,  5X,  6X  and 

10X .  117-34-SA 

?co  Oil  Burner  .  354-35-SA 

rntral  Oil  Burner,  Models  4X,  5X,  6X  and 

10X .  117-34-SA 

entury  Oil  Burner  .  157-28-SA 

lallenger  Kleen  Heat  Burner,  Series  No.  100  813-28-SA 

lallenger  Oil  Burner,  Model  “A” .  86-34-SA 

lalmers-Ace  (Rotary)  Oil  Burner .  47-35-SA 

lalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  .  608-32-SA 

tro  Oil  Burner,  Models  A  and  B .  86-36-SA 

>mmonwealth  Automatic  Oil  Burner .  348-28-SA 

mcord  Burner  .  108-35-SA 

mtinential  Oil  Burner,  Models  A,  B  and  C. .  146-31-SA 

>ok’s  Automatic  Oil  Burner .  955-27-SA 


Name  of  Burner  Calendar  No. 

Cope-Swift  Safety  Automatic  Oil  Burner....  354-31-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Crescent  Oil  Burner .  222-29-SA 

Crescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Crown  Oil  Burner,  Type  XA .  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-26-SA 

D’Elia  Oil  Burner .  155-31-SA 

Delco  Heat  Oil  Burner .  420-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Diesel  Oil  Burner  .  354-35-SA 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner .  317-31-SA 

Doherty  Oil  Burner .  943-26-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Dupont  Oil  Burner  .  248-36-SA 

Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C  .  600-3 1-S A 

Economy  Oil  Burner,  Type  A-l .  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-SA 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-SA 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C,  EA  and  TCV .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

Empire  Oil  Burner .  222-35-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 .  225-32-SA 

Espo  Oil  Gas  Burner .  1431-23-SA 

Evenheet  Oil  Burner .  554-32-SA 

Everedy  Oil  Burner .  102-33-SA 

Fairfield  Oil  Burner . 584-31-SA 

Faultless  Oil  Burner .  493-24-SA 

Fine-Glo  Oil  Burner .  178-35-SA 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 

Model  T-2  .  125-36-SA 

Fluid  Heat  Domestic  Oil  Burner,  Type  O...  1094-27-SA 

Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P  134-35-SA 

Fluid  Heat  Oil  Burner .  361-32-SA 

Forsdraft  Oil  Burner .  41-34-SA 

Foster  Oil  Burner .  715-26-SA 

Franklin  Domestic  Oil  Burner .  560-26-SA 

Freeport-Silent  Service  Oil  Burner,  Models  5, 

10  and  30 .  97-33-SA 

Fuelo  Oil  Burner .  47-30-SA 

Gar  Wood  Oil  Burner .  373-30-SA 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500  481-32-SA 

General  Automatic  Oil  Burner,  Model  A....  60-36-SA 

General  Electric  Fuel  Oil  Burner .  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2....  228-33-SA 

Ghapco  Steam  Generator  .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Flexible  Flame  Burner....  109-31-SA 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-31-SA 

Gilbert  &  Barker  Oil  Burner,  Model  S-l....  282-33-SA 

Gill  Oil  Burner .  1231-23-SA 

Gold  Star  Oil  Burner,  Models  F  and  6 .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . 441-31-SA 

Goodspeed  Automatic  Oil  Burner .  957-27-SA 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner .  382-26-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

Hardinge  Oil  Burner .  813-25-SA. 

Hardinge  Oil  Burner,  Model  23 .  33-33-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Automatic  Oil  Burner .  1162-24-SA 
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Name  of  Burner  Calendar  No. 

Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  .  595 -29- S A 

Hart  Oil  Burner,  Model  “H”.. .  221-33-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat  King  Oil  Burner,  Model  2 .  98-35-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Heatiator  Oil  Burner .  1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 

Heil  Combustion  Fuel  Oil  Burner,  Type  B...  295-29-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  HF....  309-33-SA 

Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  .  486-32-SA 

Herman  Nelson  Conversion  Oil  Burner . .  144-36-SA 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2  11-36-SA 

Hofmann  Automatic  Fuel  Oil  Burner,  Model 

41  .  274-35-SA 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Homestead  Oil  Burner,  Model  E . .  176-36-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 
Improved  Kres-Kno  Oil  Burner  and  Model 

MD  .  591 -29- S  A 

Inferno  Oil  Burner .  82-33-SA 

International  Mechanical  Draft  Oil  Burner..  372-30-SA 
International  Oil  Burner .  1305-24-SA 

Jacobsen  Balanced  Oil  Burner,  (Model  V-l)  333-33-SA 

Johnson  Improved  Rotary  Fuel  Oil  Burner..  938-22-SA 

Joyce  Oil  Burner .  852-26-SA 

K.  F.  C.  Oil  Burner .  846-25-SA 

Kaytown  Quiet  Automatic  Oil  Burner,  Models 

A,  B  and  C .  146-31-SA 

Kelco  Oil  Burner .  237-33-SA 

Kelvinator  Oil  Burner .  339-31-SA 

Kelvinator  Oil  Burner,  Model  K .  105-34-SA 

KeWaNee  Oil  Burner,  Model  “C” .  518-32-SA 

Kingsway  Century  Oil  Burner,  Models  F  and 

G . .  369-33-SA 

Kleen  Heet  Oil  Burner .  62-24-SA 

Kleen  Heet  Oil  Burner,  Type  902 .  99-35-S.A 

Kleen  Heet  Oil  Burner,  Type  R .  49-33-SA 

Korth  Oil  Burner,  Models  G  and  S .  136-34-SA 

Kreager  Oil  Burner .  367-30-SA 

Kres-Kno  Oil  Burner .  443-28-SA 

Kres-Kno  Pressing  Machine  Burner,  Model 

MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Laco  Oil  Burner,  Model  NL .  670-30-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D..  226-33-SA 

Lange  Economical  Oil  Burner .  355-33-SA 

Lawrence  May  Oil  Burner .  1034-27-SA 

Leader  Oil  Burner .  425-31-SA 

Lei  in  an  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75.34.SA 

Lochinvar  Oil  Burning  Unit .  142-36-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Luxor  Heat  Oil  Burner .  322-30-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3..  166-34-SA 

“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307,  308,  309,  400  and  800..  341-32-SA 

M.  W.  Emancipator  Oil  Burner .  102-33-SA 

M.  W.  Oil  Burning  Water  Heater .  737-29-SA 

M.  W.  Water  Heater,  Model  20-D .  365-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Majestic  Oil  Burner .  693-30-SA 

Major  Oil  Burner,  Models  H,  U,  P  and  PP.’.  10-34-SA 

Marr  Oil  Burner,  Model  H,  Type  R .  765-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Master-Kraft  Oil  Burner .  83-33-SA 

May  Oil  Burner . . . **  68-24-SA 


Name  of  Burner  Calendar  Ni 

May  Oil  Burner,  Type  BB .  46.34.5. 

Mayfield  Oil  Burner .  568-31-S.' 

Mayflower  Oil  Burner .  1 24-29-S / 

Mcllvane  Oil  Burner .  544-29-S/ 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-Si 

Merco  Oil  Burner .  637-29-Si 

Metered  Heat  Oil  Burner,  Model  G .  136-34-S7 

Metro-Pressure  Oil  Burner,  Models  A,  B  and 

C  . . .  146-31 -Si; 

Micron  Oil  Burner .  345.34.5; 

Midget  Oil  Burner .  155-34-Si 

Midget  Pressing  Machine  Oil  Burner .  122-35-Si 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-S7 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-Si 

Monitor  Oil  Burner .  202-34-S/ 

Morrissey  Oil  Burner .  673-27-S7 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

M  A-4,  SP-1 ,  SP-2,  SP-3,  and  MP-1 ....  359-33-Si 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-57 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-S7 

Morse  Fuel  Oil  Burner .  820-23-S/ 

Moto-Heat  Oil  Burner .  195-32-S7 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  .  628-23-S7 

Mousette  Oil  Burner .  887-25-S7 

Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-S7 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner.......  186-29-S/ 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31  -SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-S/ 

National  Devices  Oil  Burner .  184-36-S/ 

National  Oil  Burner,  Model  E-J .  360-34-S7 

National  Rotary  Oil  Burner .  836-25-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA 

New  Process  Oil  Burner .  1071-27-SA 

Nichols-McCann-Harrison  Burners  .  255-3 1-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 

Nokol  Automatic  Burner .  1078-24-SA 

Norge  Oil  Burner  Models  N8,  N18  and  N28.  226-34-SA 

Norge  Water  Heater,  Models  23  and  45 .  365-34-SA 

Nu-Wav  Oil  Burner .  773-26-SA 

Oilbuilt  Burner  .  85-33-SA 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-SA 

Oreo  Oil  Burner,  Model  A-l .  216-36-SA 

Oronoque  Oil  Burner .  394-30-SA 

Orr  Fuel  Oil  Burner .  1 13-26-S A 

Pacific  Oil  Burner .  343-35-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner . 236-35-SA 

Peoples  Silent  Oil  Burner,  Models  O  and  G. .  313-35-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect  Automatic  Oil  Burner  (Gun  Type), 

Model  A-l  .  1 12-36-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner .  452-31 -SA 

Petro  Burner,  Model  0 .  78-28-SA 

Petro  Burner,  Model  P-2 .  735-30-SA 

Petro  Oil  Burner,  Model  W-2 .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-1J4...  245-33-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12. 

D-13,  D-14  and  D-15 .  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-SA 
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Name  of  Burner  Calendar  No. 

Pioneer  Automatic  Oil  Burner .  1259-27-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  O.  .  . .  253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  C  . .  600-3 1-S A 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  . 411-32-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  .  21 -36- S A 

Pyrolene  Oil  Burner .  184-36-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 .  368-34-SA 

Rayfield  Oil  Burner .  504-26-SA 

Real  Host  Oil  Burner .  38-34-SA 

Re-Ly-On  Oil  Burner .  745-26-SA 

Remington  Domestic  Oil  Burner,  Type  B....  532-31-SA 

Remington  Oil  Burner .  891-26-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Richfield  Oil  Burner,  Pressure  Gun  Type....  73-36-SA 

Richmond  Gravity  Fuel  Oil  Burner .  1193-22-SA 

Rickard  Oil  Burner .  1011-27-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21 -SA 

Rotoflame  Gem  Oil  Burner .  187-33-SA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S  &  K  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S-K  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

S.  T.  Johnson  Oil  Heat  Servant .  157-34-SA 

Schulse  Home  Oil  Burner .  1487-23-SA 

Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ,  CV  and  SN  Junior .  436-32-SA 

Sealdheet  Oil  Burner,  Model  SH .  160-36-SA 

Security  Oil  Burner .  56-28-SA 

Shepard  Oil  Burner .  563-30-SA 

Shill  Oil  Burner .  315-30-SA 

Shur-Heat  Oil  Burner.  Models  R-15  and  R-35  21-36-SA 

Silent-Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  0  .  463-31  -S  A 

Silent  Automatic  Oil  Burner .  458-26-SA 

Silent  Automatic  Burner,  Model  “B” .  709-30-SA 

Silent  Automatic  Burner,  Model  “E” .  710-30-SA 

Silent  Flash  Oil  Burner,  Model  Cl .  38-33-SA 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 

Silent  Glow  Oil  Burner,  Models  800,  1000, 

1800,  2800,  3800,  6800  and  8800 .  345-31 -S A 

Silent  Heet  Oil  Burner,  Model  C .  96-36-SA 

Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 
Simplex  Domestic  Oil  Burner,  Type  P.A. ...  446-30-SA 
Simplex  Domestic  Type  “S.P.”  Oil  Burner..  145-31-SA 
Simplex  Turbine  Fuel  Oil  Burner,  Models 

C. O.G.  and  M.O.G .  1203-22-SA 

Socony  Arrow  Oil  Burner .  1191-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G.  536-31-SA 

Standard  Automatic  Oil  Burner,  Type  11-G.  537-31-SA 

Standardyne  Oil  Burner .  34-34-SA 

Stephens  Oil  Burner,  Models  Nos.  1  and  2 -  146-33-SA 

Stuhler  Oil  Burner .  618-27-SA 

Stuhler  Oil  Burner,  Model  R .  84-36-SA 

Summerheet  Oil  Burner .  581-26-SA 


Name  of  Burner  Calendar  No. 

Sundstrand  Automatic  Oil  Burner .  755-26-SA 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3IC,  B-5U, 

B-5K  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 . .  587-30-SA 

Sun  Heat  Oil  Burner . . .  603-29-S A 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

Tabor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 

Thermoil  Oil  Burner,  Model  G1 .  324-36-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Thoroburn  Oil  Burner,  Model  A-1-16-G .  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary.  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Heater  (Water 

Heater  Unit)  Models  40-A  and  50-B....  121-35-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C...  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Tri-Aire  Oil  Burner,  Model  C-3 .  188-36-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

U  and  S  Oil  Burner  for  Pressing  Machine, 

Models  A,  B  and  C .  331-36-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner .  6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Vesta  Oil  Burner .  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner... .  320-30-SA 

Viking  Oil  Burner .  396-32- S A 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW, 

EW-1  and  EW-2 .  341-33-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wayne  Oil  Burner .  1155-25-SA 

Wayne  Domestic  Oil  Burner,  Model  K .  llS-32-SA 

Wayne  S-2  Domestic  Oil  Burner .  115-32-SA 

Weco  Multi  Oil  Burner,  Low  Pressure  Type.  24-36-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Flame  Oil  Burner .  357-35-SA 

White  Heat  Oil  Burner. .  232-36-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

JJ,  Junior,  K,  KA,  KB,  and  R .  918-22-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

and  B  .  32-33- S A 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  44-29-SA 

York  Horizontal  Rotary  Oil  Burner  (Type 

AP)  .  56-36-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 
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APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 

A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS -6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

American  Beauty  Heater  (Pot  Types), 

Models  1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  1 96-34- S  A 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Brigham  Range  Oil  Burner .  217-35-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  . .  207-35-SA 

Coleman  Oil  Burning  Circulating  and  Space 

Heater,  Model  825  . .  308-36-SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 .  157-35-SA 

Easyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27  and  CSP19 .  158-35-SA 

Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2  .  159-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Fleater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  .  40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

i 

Fairfax  Range  Burner  .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-9,  CH-27,  CH-28, 

CH-29,  RH-7  and  RH-9 .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28, 

PH-8,  PC-8,  PC-28,  PR-10,  PR-81  and 

PR-82  .  172-35-SA 

Florence  Range  Burners .  219-34-SA 

Fox  Range  Oil  Burner . 200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

TT  Lu*  .  323-34-SA 

Hupp  Range  Oil  Burner.  Models  S.D.  and  C.D.  309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Bowl  Type  Space  Heater,  Models 
300-300-A,  303-303-A,  310-310-A,  315-315-A 

and  320-320A  .  266-35-A 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

Kolrid  Range  Burner  .  48-34-SA 

Kres-Kno  Range  Oil  Burner,  Model  MD. 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

Lochinvar  Automatic  Oil  Burning  Water 

Heater  .  143-36-SA 


Name  of  Burner  Calendar  No. 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

Loyalty  Range  Burner  .  302-34-SA 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 

M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  .  367-34-SA 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 .  366-34- SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 
and  126-B .  364-34-SA 


Majestic  Range  Oil  Burner,  Models  27B  and 

27T  .  180-35-SA 

Majestic  Space  Heater,  Models  247T  and*248.’  181-35-SA 

Majestic  Water  Heater,  Models  255A  and  255B  182-35-SA 

Moderne  Range  Oil  Burner,  Models  Regular, 


Junior  and  Firenew  .  357-34-SA 

National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 
Norge  Space  Heater,  Alodels  75,  50,  37  and 

37-R  . .  366-34- SA 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

.91  and  92  .  233-35-SA 

Odin  Beauty  Heater  (Pot  Types),  Models 

1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

Putnam  Range  Oil  Burner  .  54-35-SA 

Quaker  Burnoil  Stove  .  1 1-31  -S A 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Sears  Roebuck  Oil  Burning  Water  Heater, 

Hercules  Model  No.  2544 .  303-36-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  1 65-35- S A 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Fleater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  491-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  . 329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  . 310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 


BUILDING  CODE  ON  SALE 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RULES 


Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand* 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches... .  3  3/5  5 y2  pounds 

3  inches .  5  1/5  9 1/2  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33*4  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manulacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  •  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
ualf  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
tmcicness  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


lj4  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2}4  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3}4  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4}4  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


\l/i  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2/z  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3j/2  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4 inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


1/4  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2/4  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


\y2  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  no' 
less  than  the  following  weights  per  linear  foot : 


Weights  per 

Diameters  Linear  Foot 


1  Va  inch  (for  flush  pipes  only) .  2 }4  pounds 

1/4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  . . .  6  pounds 

4  and  4j4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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y  behind  the  house  trap  and  fresh  air  inlet  which  shall 
used  for  both  buildings  if  sewer  connected;  or  may  be 
nnected  to  an  existing  cesspool  of  front  house  and  be 
ovided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di- 
ctlv  in  front  of  the  building,  unless  permission  is  other- 
se  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
is  possible  to  construct  a  private  sewer  to  connect  in  an 
jacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
ducted,  to  be  used  in  common  for  one  or  more  buildings, 
must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
ter  it  has  been  shown  to  the  satisfaction  of  the  Commis- 
mer  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
cordance  with  the  terms  of  the  permit  issued  by  the  Com- 
issioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
ivy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
ust  be  located  at  least  15  feet  from  any  building  and  on 
e  same  lot  as  building  for  which  their  use  is  intended, 
'alls  of  cesspools  and  privy  vaults  when  constructed  of 
ick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick, 
ottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
ncrete  6  inches  thick.  The  entire  interior  surface  of  cess- 
>ols  and  privy  vaults  must  be  finished  with  a  coating  of 
ortland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
wer,  the  owner  must  have  the  cesspool  and  privy  vault 
lptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
d  have  a  sewer  connection  made  in  the  manner  herewith 
escribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
ers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
ams,  and  along  the  line  by  heavy  iron  hangers  at  inter- 
ls  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
lich  would  otherwise  open  within  20  feet  of  the  win- 
>w  of  any  building,  must  be  extended  above  the  top  of 
y  window  located  within  such  distance.  When  a 
lilding  exceeds  in  height  that  of  an  adjoining  building, 
d  windows  or  openings  are  cut  in  the  wall  on  the  lot 
le  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 

vent  line  now  in  place  or  subsequently  installed  in  the 
wer  building,  the  owner  of  the  higher  building  shall  de- 
ay  the  expense  of  extending  said  soil,  waste  or  vent  lines 
ove  the  roof  of  the  higher  building,  or  shall  himself 
ike  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
d  direct  as  possible.  Offsets  will  be  permitted  only  when 
avoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex- 
>sed  to  view.  They  should  always  be  readily  accessible 
r  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
r  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
area  must  be  drained  into  the  sewer.  A  shaft  open  at 

e  top  not  exceeding  25  square  feet  in  area,  and  which 
nnot  be  connected  in  back  of  a  leader,  yard  court  or  area 
ain  trap,  may  be  drained  into  a  publicly-placed,  water- 
pplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  traj)  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  -when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewep  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  Inch  per  Foot  y2  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

S8.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 


or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  \%  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  V/2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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y  branch  piping  not  over  seven  (7)  feet  in  length  with 

fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
rotected  from  siphonage  and  back-pressure  by  special 
nes  of  vent  pipes ;  provided  that  where  approved  deep-seal 
iphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
/ith  branch  piping  not  over  five  (5)  feet  in  length  from 
ixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
mitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
tories  in  height,  and  where  the  main  soil  or  waste  line  is 
nade  one  inch  larger  in  diameter  than  required  by  these 
ules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
n  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
»f  iron,  steel  or  brass.  They  must  be  increased  in  diam- 
ter  and  extended  above  the  roof  as  required  for  waste 
tipes.  They  may  be  connected  with  the  adjoining  soil  or 
vaste  line  well  above  the  highest  fixture,  but  this  will  not 
>e  permitted  when  there  are  fixtures  on  more  than  six 
loors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
ban  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
ie  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
lrain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
ronnecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
is  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
:onnected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following : 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  ^build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-\l/2  inch  branches  on  a  1J4  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1J4  inch  branches  on  a  2  inch  main  branch. 

2-2  1 

,"fT/  >  inch  branches  on  a  2  inch  main  branch. 
4-1J4  ) 

1  2  i 

i"fT/  inch  branches  on  a  2  inch  main  branch. 

0-1/2  ) 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 

necessary  and  of  a  type  as  approved  by  him. 

» 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps 

for 

water-closets . 

....  4 

inches 

in 

diameter 

Traps  for  slop  sinks . 

. ...  3 

inches 

in 

diameter 

Traps 

for 

kitchen  sinks . 

. .  2 

inches 

in 

diameter 

Traps  for 

wash  trays . 

....  2 

inches 

in 

diameter 

Traps 

for 

urinals . 

...  2 

inches 

in 

diameter 

Traps 

for 

shower-baths . 

...  2 

inches 

in 

diameter 

Traps 

for 

other  fixtures . 

...  iy2 

inches 

in 

diameter 

Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 


113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1J4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(54)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1J4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1^4  inches  in  diameter 
nor  larger  than  1J4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup- 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

12 2.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup- 
ied  from  tank  pressure,  unless  otherwise  permitted  by 
ie  Commissioner  of  Buildings ;  the  rising  lines  shall  be 

least  one  and  one-half  inches  in  diameter,  and  the  main 
-anches  shall  be  at  least  one  and  one-quarter  inches  in 
ameter,  with  individual  branches  not  less  than  one  inch 
diameter,  for  water-closets  and  not  less  than  one-half 
ch  in  diameter  for  urinals.  Individual  branches  shall  not 
cceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
jwl  of  the  closet,  but  in  no  case  connect  with  any  part 
f  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
ater-closet  and  urinal  cisterns  are  prohibited,  unless  ap- 
roved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis- 
rns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
id  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 

1  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
id  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
luplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
n  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli- 
rices  may  be  used  only  on  written  permit  from  the  Com- 
lissioner  of  Buildings,  and  must  be  set  and  arranged  as 
lay  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im- 
ervious  to  moisture,  and  that  will  not  corrode  under  the 
:tion  of  urine.  The  floor  and  wall  of  the  urinal  apart- 
lents  must  be  lined  with  similar  non-absorbent  and  non- 
irrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
;  connected  independently  to  the  plumbing  system,  nor  can 
ley  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 

2  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
gs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
sed  in  hotels,  restaurants  or  bottling  establishments  for 
ashing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
ill  not  be  permitted  unless  approved  by  the  Commissioner 
f  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
e  provided  with  a  sufficient  supply  of  water  for  flushing 
>  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
ater-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
lains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
nder  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
nd  under  the  supervision  of  the  Department  of  Water 
upply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
;rvice  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
:ss  than  three-quarter  inch  for  dwellings  and  tenements 
ccupied  by  six  families  or  less ;  one  inch  for  tenements 
nd  one  and  one-half  inch  for  hotels,  factories  and  other 
liscellaneous  buildings,  provided  that  in  no  case  can  the 
iameter  of  the  service  pipes  be  less  than  the  diameter  of 
ie  tap  installed  under  the  supervision  of  the  Department 
f  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
nail  be  not  less  than  three-quarters  (H)  inches;  except 
lat  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
lay  be  one-half  04)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1,  1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergencj 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary ;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems,  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  I  he  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1J4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to- 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied'. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

.  •  Before  the  construction  or  alteration  of  any  gas 

piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale: 


Weights  per 

Diameters  Linear  Foot 


3A 

inch 

V2 

inch 

H 

inch 

l 

inch 

1*4 

inch 

1  Vi 

inch 

2 

inch 

24 

inch 

3 

inch 

34 

inch 

4 

inch 

0.56  pound 
0.85  pound 
1.12  pound 

1.67  pound 
2.24  pounds 

2.68  pounds 
3.61  pounds 
5.75  pounds 
7.54  pounds 
9.00  pounds 

10.66  pounds 


No  pipe  allowed  of  less  than  A  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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ralve  on  the  service  pipe  immediately  inside  the  front  foun- 
lation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
;hall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
\11  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 

imbers  or  beams  instead  of  beneath  them.  Where  running 
ines  or  branches  cross  beams,  they  must  do  so  within 
:hirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
:oats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  24  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro- 
lected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield-. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
1  tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter  Length  Burners 


24  inch .  26  feet  3 

y2  inch .  36  feet  6 

24  inch .  60  feet  20 

1  inch .  80  feet  35 

1^4  inch .  110  feet  60 

1  y2  inch .  150  feet  100 

2  inch .  200  feet  200 

2j/£  inch .  300  feet  300 

3  inch .  450  feet  450 

2>l/2  inch .  500  feet  600 

4  inch .  600  feet  750 


191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  24  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes ; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 


Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w>th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1/4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 

cement. 

1  -2^-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk's  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  December  21, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  December  28,  1936,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  December  16,  1936. 

Cal.  No.  Department  Premises  Affected 

369-36-BZ . D.B.R . 2306-2320  Arthur  Kill  Road; 

1157-1165  Rossville  avenue, 
southeast  corner  (Block 
6166,  Lot  25),  Rossville, 
Borough  of  Richmond, 

N.B.  485-36. 


37 0-36-BZ . D.B.M . 533  East  14th  street,  240  Ave¬ 

nue  B,  northwest  corner 
(Block  972,  part  of  Lot  16), 
Borough  of  Manhattan, 

Applic.  3330-36. 


371-36-A . F.D . 51-03  Van  Dam  street,  south¬ 

east  corner  Borden  avenue 
(Block  305,  Lot  17),  Long 
Island  City,  Borough  of 
Queens,  69398-L.C. 


37 2-36- A . F.D . 51-03  Van  Dam  street,  south¬ 

east  corner  Borden  avenue 
(Block  305,  Lot  17),  Long 
Island  City,  Borough  of 
Queens,  69353-LC. 


598-29-BZ . D.B.Bx . 1601-1609  Jerome  avenue,  west 

side,  100  ft.  south  of  Feath¬ 
erbed  lane  (Block  2860,  Lot 
26),  Borough  of  The  Bronx, 
-  Decision. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


COURT  DECISION 

Levy  v.  Board  of  Standards  and  Appeals — On  April  28,  1936,  Board 
granted  gasoline  station,  partly  in  unrestricted  and 
partly  in  business  district,  under  7-c  (having  previously 
granted  same  application  under  section  21,  which  was 
reversed  by  courts),  Cal.  No.  93-33-BZ,  Premises  246- 
250  Atlantic  avenue,  southwest  corner  Boerum  place, 
Borough  of  Brooklyn.  Mr.  Justice  Kadien  sustained 
Board  (N.Y.L.J.  December  9,  1936). 


37 3-36- A . D.B.Bx . Lafayette  avenue,  north  side, 

from  Metcalf  to  Fteley  ave¬ 
nue  (Block  3633,  Lot  1), 
Borough  of  The  Bronx, 

N.B.  293-36. 


374-36-BZ . D.B.Q . 80-05  Cypress  avenue,  south¬ 

east  corner  Cooper  avenue 
(Block  3731,  Lot  133), 
Ridgewood,  Borough  of 
Queens,  Applic.  5596-36. 


Restored  to  Calendar 

256-36-BZ . D.B.M . 1109  Lexington  avenue,  east 

side,  68.6  ft.  north  of  East 
77th  street  and  153-157  East 
77th  street  (Block  1412, 
Lots  20l/2,  23,  23J/2  and 
24),  Borough  of  Manhat¬ 
tan,  Applic.  200-36. 


80-22-BZ . D.B.Bx . 450-458  and  460-470  East  Ford- 

ham  road,  south  side,  95  ft. 
east  of  Third  avenue  and 
100  ft.  west  of  Washington 
avenue  (Block  3033,  part  of 
Lot  60),  Borough  of  The 
Bronx,  S.A. 

No.  1002-36  &  Decision. 


82-36-BZ . D.B.Q . 206-24  to  206-26  Northern 

boulevard,  south  side,  117.6 
ft.  east  of  206th  street 
(Block  3148,  Lot  9 y2).  Bay- 
side,  Borough  of  Queens, 
Decision. 


300-35-BZ . D.B.B . 2664-2694  Ocean  parkway,  west 

side,  15  ft.  south  of  Nixon 
court  (Block  7237,  Lots  63 
and  65),  Borough  of  Brook¬ 
lyn,  Applic.  13460-36. 


RULES 

Last  Publication  in  Bulletin 
Carbon  Dioxide  Liquefier  Rules. ...  Dec. 

Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Sept. 

Concrete  Rules  (Hydrated  Lime)...  Dec. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Sept. 

Fire  Alarm  Rules  (Interior) . Dec. 

Fire  Drill  Rules . July 

Fire  Retarding  Rules  for  Garages, 

.  etc . _ 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Dec. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules . Nov. 

Platform  Trucks,  Specifications  for. Nov. 

Plumbing  Rules  . Dec. 

Procedure,  Rules  of . Nov. 

Refrigerating  Systems,  Extract  C.O.Dec. 

Smoking  in  Factories,  Rules  for.... Dec. 

Sprinkler  Rules  . ...Aug. 

Standpipe  Fireline  Rules . !  Nov". 

Structural  Alterations,  Reporting. ..  Tune" 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc . Nov! 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 

LIST  OF  APPROVED  APPLIANCES 


.  Dec. 

22, 

1936— Vol. 

21, 

No. 

51 

•  Aug. 

2, 

1932— Vol. 

17, 

No. 

31 

.  Sept. 

8, 

1936— Vol. 

21, 

No. 

36 

.  Dec. 

22, 

1936— Vol. 

21, 

No. 

51 

.Mar. 

3, 

1936— Vol. 

21, 

No. 

9 

•  Jan. 

1, 

1935— Vol. 

20, 

No. 

1 

.Sept. 

8, 

1936— Vol. 

21. 

No. 

36 

.  Dec. 

22, 

1936— Vol. 

21, 

No. 

5t 

•July 

14, 

1936— Vol. 

21, 

No. 

28 

.Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

.Apr. 

14, 

1936— Vol. 

21, 

No. 

15 

•  Jan. 

21, 

1919— Vol. 

4, 

No. 

3 

.Apr. 

7, 

1925— Vol. 

10, 

No. 

14 

.  Tune 

5, 

1928— Vol. 

13, 

No. 

23 

.  Dec. 

is, 

1936— Vol. 

21, 

No. 

50 

.Nov. 

27, 

1934— Vol. 

19, 

No. 

48 

.  Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

.  Dec. 

22, 

1936— Vol. 

21, 

No. 

51 

,  Nov. 

10, 

1936— Vol. 

21, 

No. 

45 

.Dec. 

8, 

1936— Vol. 

21, 

No. 

49 

.Dec. 

8, 

1936— Vol. 

21, 

No. 

49 

Aug. 

18, 

1936— Vol. 

21. 

No. 

33 

.  Nov. 

3, 

1936— Vol. 

21, 

No. 

44 

June 

7, 

1932— Vol. 

17, 

No. 

23 

i  Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

■  Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

■  Apr. 

10, 

1923— Vol. 

8, 

No. 

15 

Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Sept. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Dec. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Nov. 

Fuel  Oil  Pumps . Dec. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Dec. 


5.  1935— Vol.  20,  No.  10 
29,  1936— Vol.  21,  No.  39 

15,  1936— Vol.  21,  No.  50 
26,  1936— Vol.  21,  No.  21 
17,  1936— Vol.  21,  No.  46 
22,  1936— Vol.  21,  No.  51 

26,  1935— Vol.  20,  No.  48 

15,  1936— Vol.  21,  No.  50 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  21,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

141-36-BZ. 

APPLICANT — Bennett  &  Koeppel,  for  Irving  L.  Berman, 
owner. 
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PREMISES — 833-835  Sutter  avenue  and  407-417  Schenck 
avenue,  northeast  corner  (Block  No.  4028,  Lot  No. 
35),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar  No¬ 
vember  24,  1936), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  dismissed  for  lack  of  prosecution). 

274-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Commander  Oil 
Corporation,  owner. 

PREMISES — 72-40  to  72-50  Elizabeth  avenue  (foot  of 
Elizabeth  avenue)  ;  (Block  No.  520,  Lot  Nos.  10, 
13,  69,  74  and  75),  Arverne,  Borough  of  Queens. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  extension  of 
a  petroleum  storage  plant. 

339-36-BZ. 

APPLICANT — Harold  C.  Bernhard,  for  St.  John’s  Ev. 
Lutheran  Church,  owner. 

PREMISES — 88-22  to  88-24  Myrtle  avenue  and  82-55  88th 
place,  southeast  corner  (Block  No.  3869,  Lot  Nos. 
45  and  108),  Glendale,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  use,  “E”  area  district  the  erec¬ 
tion  of  part  of  a  building  nearer  than  ten  (10) 
feet  to  the  street  line. 

285-36-BZ. 

APPLICANT — Frederick  W.  Rothamel,  for  Viebrock 
Plumbing  Co.,  Inc.,  owner. 

PREMISES — 72-27  Cypress  Hills  street,  northeast  side, 
199  ft.  south  of  Myrtle  avenue  (Block  No.  3600, 
Lot  No.  125),  Glendale,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles,  motor  vehicle 
repair  shop  and,  also  gasoline  service  station. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  28,  1936,  AT  2  P.  M. 

Building  Zone  Cases 

617-31-BZ. 

APPLICANT — Lama  &  Proskauer,  for  Albert  Breun- 
inger,  owner. 

PREMISES— 1300-1308  Sedgwick  avenue,  east  side,  153 
ft.  11  in.  south  of  West  169th  street  (Block  No. 
2530,  Lot  No.  32),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  October  14,  1936), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

330-36-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Shelton  Holding 
Corporation,  owner. 

PREMISES— 141-147  East  48th  street,  north  side,  110  ft. 
east  of  Lexington  avenue  (Block  No.  1303,  Lot 
Nos.  24,  25,  26  and  27),  Borough  of  Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution. 


TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles,  on  a  plot  un¬ 
built  upon,  for  a  period  of  not  more  than  two  (2) 
years. 

CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  4,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

168-36-BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Lewart  Realty 
Corporation,  owner. 

PREMISES — 218  South  9th  street  and  252-258  Havemeyer 
street,  southwest  corner  (Block  No.  2149,  Lot  No. 
18),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

309-36-BZ. 

APPLICANT — Roe  &  Kramer  and  Martyn  N.  Weinstein, 
for  Mount  Carmel  Cemetery,  for  Estate  of  J. 
Adams  Heuss,  owner, 

PREMISES — 80-89  Cypress  Hills  street,  east  side,  996  ft. 
north  of  Interborough  Parkway  (Block  No.  3750, 
Lot  No.  695),  Ridgewood,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  a  garage 
for  less  than  five  (5)  motor  vehicles  (trucks), 
storage  and  tool  house. 

329-36-BZ. 

APPLICANT — John  M.  Baker,  for  Frank  Pallante, 
owner. 

PREMISES — 25-34  33rd  street,  west  side,  315.15  ft.  south 
of  Astoria  boulevard  (Block  No.  620,  Lot  No. 
66),  Long  Island  City,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
an  existing  factory  building. 

590-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Rubel  Corpora¬ 
tion,  owner. 

PREMISES — 1032-1044  Myrtle  avenue,  south  side,  182  ft. 
3  in.  east  of  Sumner  avenue  (Block  No.  1585,  Lot 
No.  14),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  21  and  7h  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  open  air  park¬ 
ing  of  more  than  five  (5)  motor  vehicles. 


JANUARY  5,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  5,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  244-36-BZ — Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolytion, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
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to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cal.  no.  261-36-BZ — Application,  August  24,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Fred  S.  Loewenthal,  ap- 
.  plicant,  on  behalf  of  Regina  Loewen¬ 
thal,  owner,  to  permit  in  a  business  use 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(’5)  motor  vehicles;  premises  2891-2895 
Bailey  avenue,  west  side,  57  ft.  south 
of  West  230th  street  and  60-64  West 
230th  street  (Block  No.  3264,  Lot  Nos. 
82  and  88),  Borough  of  The  Bronx. 

cal.  no.  282-36-BZ — Application,  September  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Henry  Albert,  applicant,  on 
behalf  of  Sidney  Knopfler,  owner,  to 
permit  in  a  residence  use  district  the 
use  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor 
vehicles;  premises  west  side  of  34th 
street,  140.10  ft.  south  of  28th  avenue 
(Block  No.  627,  Lot  Nos.  26 y2,  27,  28 
and  29),  Long  Island  City,  Borough 
of  Queens. 

cal.  no.  246-36-BZ — Application,  August  11,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Frank  J.  Fennimore,  ap¬ 
plicant,  on  behalf  of  Maria  Notarfran- 
cesco,  owner,  to  permit  in  a  business 
use  district  the  use,  of  a  vacant  plot 
of  ground  for  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  pe¬ 
riod  of  not  more  than  two  (2)  years; 
premises  550-560  New  York  avenue, 
northwest  corner  of  Maple  avenue 
(Block  No.  4791,  part  of  Lot  Nos.  44 
and  46),  Borough  of  Brooklyn. 

cal.  no.  289-36-BZ — Application,  November  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anna  Kelly,  applicant  and 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an 
existing  garage  for  five  (5)  motor  ve¬ 
hicles  to  a  garage  for  five  (5)  motor 
vehicles  and  motor  vehicle  repair  shop 
for  minor  repairs  and,  also,  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  7  Androvette 
street,  northwest  corner  of  Arthur  Kill 
road  (Block  No.  7406,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 

cal.  no.  1 28-36- BZ — Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 


tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman . 


JANUARY  5,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

341  -36- A— 1749-1753  Flatbush  avenue,  southeast  corner  of 
Avenue  J  (Block  No.  7617,  Lot  No.  80), 
Borough  of  Brooklyn. 

350-36-A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

368-36-A — 806-814  Ninth  avenue,  318-362  West  54th  street, 
southeast  corner  and  321-329  West  53rd 
street  (Block  No.  1044,  Lot  Nos.  3  and 
18),  Borough  of  Manhattan. 

349-36-A— 1796-1808  Broadway,  232-240  Central  Park 
South  and  235-241  West  58th  street  (Block 
No.  1030,  Lot  No.  58),  Borough  of  Man- 
,  hattan. 

358- 36-A — 557-563  ('543  displayed)  East  18th  street,  east 

side,  131  ft.  57^  in.  north  of  Newkirk 
avenue  (Block  No.  5204,  Lot  No.  45), 
Borough  of  Brooklyn. 

Variations  of  Labor  Law 

337-36- S — 442-446  Fifth  avenue,  northwest  corner  of 
West  39th  street  (Block  No.  841,  Lot  Nos. 
37-38-41-43-44),  Borough  of  Manhattan. 

359- 36-S— 6-8  East  39th  street,  south  side,  150  ft.  east  of 

Fifth  avenue  and  5  East  38th  street 
(Block  No.  868,  Lot  No.  8),  Borough  of 
Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu- 
ary  5,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal.  no.  240-36-BZ — Application,  August  4,  1936,  under 
section  7a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 
plicants,  on  behalf  of  Joseph  Giganti, 
owner,  to  permit  the  extension  of  an 
existing  public  garage  and  the  erec- 
iton  of  a  gasoline  service  station  in 
a  residence  use  district;  premises 
87-14  92nd  street,  west  side,  110.39  ft. 
south  of  Jamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Bor¬ 
ough  of  Queens. 


cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
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a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

cal.  no.  325-36-BZ — Application,  October  29,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Francis  Seaman,  applicant, 
on  behalf  of  New  York  Railways 
Corporation,  owner,  to  permit  partly 
in  a  retail  use  district  and  partly  in 
a  residence  use  district  the  conver¬ 
sion  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles;  said  building  lo¬ 
cated  on  same  street  between  intersect¬ 
ing  streets  with  a  school  ;  premises  806- 
814  9th  avenue,  318-362  West  54th 
street,  southeast  corner,  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot 
No.  3),  Borough  of  Manhattan. 

cal.  no.  353-36-BZ — Application,  November  18,  1936,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Powell  Garage 
Co.,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a  ga¬ 
rage  for  more  than  five  (5)  motor 
vehicles  to  a  gasoline  service  station ; 
premises  2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue 
(Block  No.  5064,  Lot  No.  53),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  172-36-BZ— Application,  June  6,  1936,  under  sec¬ 
tions  7 a  and  21  of  the  building  zone 
resolution,  of  Jeffrey  J.  Lewin,  appli¬ 
cant,  on  behalf  of  Knickerbocker 
Laundry  Co.,  Inc.,  owner,  to  permit  in 
a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a 
.  factory,  power  wet-wash  laundry,  dry 
cleaning,  dyeing  and  finishing  uses; 
premises  80-19  to  80-25  Cornish  ave¬ 
nue,  north  side,  135.66  ft.  east  of 
Queens  boulevard  (Block  No.  1538, 
Lot  Nos.  87  and  91),  Elmhurst,  Bor¬ 
ough  of  Queens. 

cal.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict ;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

cal.  no.  256-36-BZ— Application  of  William  Hohauser,  ap¬ 


plicant,  on  behalf  of  Marie  E.  Hard- 
art  and  Estate  of  Martha  L.  Ruther- 
furd,  owners,  reopened  under  new 
facts  December  15,  1936,  under  sec¬ 
tions  7b,  7c  and  21  of  the  building 
zone  resolution,  to  permit  the  erection 
of  a  business  building  (theatre)  partly 
in  a  business  use  district  and  partly  in 
a  residence  use  district  and  the  omis¬ 
sion  of  the  required  rear  yard  (pre¬ 
viously  denied)  ;  premises  1109  Lex¬ 
ington  avenue,  east  side,  68.6  ft.  north 
of  East  77th  street  and  153-157  East 
77th  street  (Block  No.  1412,  Lot  Nos. 
20)4,  23,  23)4  and  24),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  12,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  233-36-BZ— Application,  July  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  A1  Gerbolini,  applicant  and  lessee, 
on  behalf  of  The  Corporation  for  the 
Relief  of  Widows  and  Children  of 
Clergymen  of  The  Protestant  Episco¬ 
pal  Church  in  the  State  of  New  York, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part 
of  an  existing  building  to  a  motor  ve¬ 
hicle  repair  shop ;  premises  1802  54th 
street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot 
No.  9),  Borough  of  Brooklyn. 

cal.  no.  238-36-BZ — Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anthony  P.  Sorice,  Jr.  and 
Solon  Rosenthal,  applicants,  on  behalf 
of  Harris  Neisloss,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station;  premises  111-10 
Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot 
No.  27),  Hollis,  Borough  of  Queens. 

cal.  no.  255-36-BZ — Application,  September  2,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Theodore  P.  Ion,  applicant,  on 
behalf  of  Amelia  Gerrie  Walker,  own¬ 
er,  to  permit  in  a  residence  use  district 
the  change  of  occupancy  of  the  first 
story  of  an  existing  building  to  busi¬ 
ness  use  (store)  ;  premises  1013  Kent 
avenue,  east  side,  77  ft.  3  in.  north  of 
Lafayette  avenue  (Block  No.  1940, 
Lot  No.  1),  Borough  of  Brooklyn. 

cal.  no.  259-36-BZ — Application,  July  28,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolu¬ 
tion,  of  Louis  A.  Reiter,  applicant,  on 
behalf  of  Emma  Hughes,  owner,  to 
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permit  in  a  business  use  district  the 
change  of  occupancy  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  415-417  Leonard  street 
and  76-84  Bayard  street,  southwest  cor¬ 
ner  (Block  No.  2722,  Lot  No.  19), 
Borough  of  Brooklyn. 

cal.  no.  148-36-BZ — Application,  May  21,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Henry  Nordheim,  applicant,  on  be¬ 
half  of  Bowery  Savings  Bank,  owner, 
to  permit  in  a  business  use  district  the 
maintenance  of  a  parking  lot  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  1083-1087  Hall  place 
and  856-864  East  167th  street,  south¬ 
west  corner  (Block  No.  2691,  Lot  No. 
86),  Borough  of  The  Bronx. 

cal.  no.  82-36-BZ — Application  of  Seymour  Scott  Jack- 
son,  applicant,  on  behalf  of  Hoelze 
Realty  Corporation,  owner,  reopened 
under  new  proposal  December  15,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  maintenance  of  a  saw  and 
planing  mill ;  premises  206-24  to  206-26 
Northern  boulevard,  south  side,  117  ft. 
6  in.  east  of  206th  street  (Block  No. 
3148,  Lot  No.  9)4),  Bayside,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

V ariation  of  Labor  Law 

193-36-S— 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot  No. 
24),  Borough  of  Manhattan. 

Building  Zone  A pplications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu- 
ary  12,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing  on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  272-30-BZ  Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  and  restored  to 
calendar  November  17,  1936,  by  Order 
of  the  Court — re  Application,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  440-446  Utica  ave¬ 
nue  and  923-943  East  New  York  ave¬ 
nue,  northwest  corner  and  872-884 
Lefferts  avenue  (Block  No.  1430,  Lot 
No.  34),  Borough  of  Brooklyn. 


cal.  no.  300-35-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  19,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A— 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

312-36-A— 35-02  Vernon  boulevard,  southwest  corner  of 
35th  avenue  (Block  No.  327,  Lot  No.  1), 
Long  Island  City,  Borough  of  Queens. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
oi  the  building  zone  resolution,  Tuesday  afternoon,  Janu - 
ary  19,  1937,  at  2  o  clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
turther  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 


cal.  no.  26-36-BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  26,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  Janu- 
ary  26,  1937,  at  10  o’clock,  in  Room'  1013,  Municipal 
Building,  on  the  following  matter: 

CAL.  NO.  241 -36-BZ— Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
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of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 

Bedford  avenue  and  1214  Atlantic  ave- 

nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING 
FRIDAY  MORNING,  DECEMBER  11,  1936 
Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


RULES 

I  108-16-SR. 

SUBJECT— Interior  Fire  Alarm  Rules,  Proposed  Revi¬ 
sion  of. 

APPEARANCES—  T  _ 

Messrs.  C.  W.  Mitchell,  C.  S.  Hammergren,  J.  E. 
Farrell  and  Emil  Preiss. 

For  Administration :  Inspector  Richard  Lent,  Di¬ 
vision  of  Fire  Prevention,  Department  of 
Buildings. 

ACTION  OF  BOARD — Rules  reopened  and  revised  rules 
adopted.  (See  pages  1501  to  1507  of  this  bulletin.) 


THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  VOTE  TO  ADOPT  REVISED  RULES— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . . 

Negative  . 

Absent  . . . 


Adjourned  11 :35  A.  M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  DECEMBER  15,  1936 
Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  special  meeting  of  the  board  held 
on  Friday  morning,  December  4,  1936 ;  the  minutes  of  the 
Regular  meeting  of  the  board  held  on  Tuesday  morning, 
December  8,  1936  and  the  minutes  of  the  Regular  meet¬ 
ing  of  the  board  held  on  Tuesday  afternoon,  December 
8  1936  were  approved  as  printed  in  Bulletin  No.  50, 

Vol.  XXL 

BUILDING  ZONE  CASES 

128-36-BZ. 

APPLICANT — Harry  P.  Jaenike  for  Spruille  Braden, 

owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district 
the  erection  and  maintenance  of  a  multiple  dwell¬ 
ing,  and,  also,  a  garage  for  more  than  five  (5) 
motor  vehicles  to  be  used  for  tenants  of  multiple 
dwelling  on  same  plot. 

PREMISES  AFFECTED— 5205-5257  Sycamore  avenue, 
west  side,  308.57  ft.  south  of  West  254th  street, 
between  Sycamore  avenue  and  Railroad  Right  of 
Way  (Block  No.  3420,  Lot  Nos.  485-850),  Bor¬ 
ough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Harry  P.  Jaenike. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  January  5,  1937  at 
10  A.M.  upon  request  of  applicant. 


241-36-BZ. 

APPLICANT — George  A.  Voss,  for  Medical  Society  of 
the  County  of  Kings  and  Academy  of  Medicine  of 
Brooklyn,  Inc.,  owner. 


SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  business  use 
district. 

PREMISES  AFFECTED— 1307-1311  Bedford  avenue  and 
1214  Atlantic  avenue,  southeast  corner  (Block 
No.  1200,  Lot  No.  9),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  George  A.  Voss. 

For  Opposition:  Michael  H.  Graham. 

ACTION  OF  BOARD— Laid  over  to  January  26,  1937  at 
10  A.M.  upon  request  of  applicant. 


325-36-BZ. 

APPLICANT— Francis  Seaman,  for  New  York  Railways 
Corporation,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  retail  use  district 
and  partly  in  a  residence  use  district  the  conver¬ 
sion  of  occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles; 
said  building  located  on  same  street  between  in¬ 
tersecting  streets  with  a  school. 

PREMISES  AFFECTED — 806-814  Ninth  avenue,  318-362 
West  54th  street,  southeast  corner  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot  No.  3), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Edmund  C.  Collins  and  Francis 
Seaman. 

For  Opposition:  N.  Taylor  Phillips,  Robert  J. 
Farrington,  Joseph  L.  Johnson,  Isidor  M. 
Katz,  Benjamin  Gollay,  David  J.  Shapiro,  and 
David  N.  Basof. 

For  Administration:  Charles  Tilgner,  Department 
of  Education. 
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ACTION  OF  BOARD — Laid  over  to  January  5,  1937  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


353-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Powell  Garage 
Co.,  Inc.,  owner. 

SUBJECT — Application  ('re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
use  district  the  alteration  and  change  of  occu¬ 
pancy  of  part  of  a  garage  for  more  than  five 
(5)  motor  vehicles  to  a  gasoline  service  station. 
PREMISES  AFFECTED— 2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue  (Block  No. 
5064,  Lot  No.  53),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama,  A.  G.  D.  Antonio 
and  Jerome  N.  Wanshel. 

For  Opposition :  Nathaniel  M.  Gallin,  Harry 
Hauskneck,  Evelyn  D.  Rosenbluth,  William  L. 
King,  Jr.,  Samuel  Gallin,  Hudson  May,  Nor¬ 
man  Rahill  and  Jay  O.  Kramer. 

ACTION  OF  BOARD — Laid  over  to  January  5,  1937  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


172-36-BZ. 

APPLICANT — Jeffrey  J.  Lewin,  for  Knickerbocker  Laun¬ 
dry  Company,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
use  district  the  change  of  occupancy  of  an  exist¬ 
ing  building  to  a  factory,  power  wet-wash  laundry, 
dry  cleaning,  dyeing  and  finishing  uses. 
PREMISES  AFFECTED — 80-19  to  80-25  Cornish  avenue, 
north  side,  135.66  ft.  east  of  Queens  boulevard 
(Block  No.  1538,  Lot  Nos.  87  and  91),  Elmhurst, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  J.  J.  Lewin,  H.  Glasser  and  C. 
Otto. 

For  Opposition :  Thomas  P.  Coyle,  Mrs.  Isabelle 
Grievieson,  James  Batterson  and  Frederick 
Ernest. 

ACTION  OF  BOARD — Laid  over  to  January  5,  1937  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


245-36-BZ. 

APPLICANT — Washington  Square  Home  for  Friendless 
Girls,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  change  of  occupancy  of  part  of  an  exist¬ 
ing  building  to  business  use  (store). 

PREMISES  AFFECTED — 7  West  Eighth  street,  north 
side,  119  3  ft.  west  of  Fifth  avenue  ('Block  No. 
572,  Lot  No.  47),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Harold  F.  Smith,  Saul  B.  Miners, 
Elsie  Hunsdon. 

For  Opposition:  Edward  G.  Steinert,  John  R. 
Chisholm,  Howard  B.  Knight. 

ACTION  OF  BOARD — Application  granted  on  condition. 
1  HL  VOTE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .• .  . .  q 

Absent  .  ”  .  q 


THE  RESOLUTION— 

(245-36-BZ) 

\\  hereas,  Washington  Square  Home  for  Friendless  Girls, 
owner,  filed  August  11,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  residence  use  dis¬ 
trict  the  change  of  occupancy  of  part  of  an  existing 
building  to  business  use  (store);  premises:  7  West  8th 
street,  northside,  119.3  ft.  west  of  Fifth  avenue  (Block 
No.  572,  Lot  No.  47),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  15,  1936,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals- 
and 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  8th  street  is  residence 
and  business  use;  West  9th  street  is  residence  use;  5th 
avenue  is  residence  and  MacDougal  street  is  business 
and  residence  use;  and 

Whereas,  the  Violation  No.  38-35  of  the  commissioner 
of  buildings,  dated  July  13,  1936,  reads: 

“You  are  hereby  notified  that  the  building  situate 
on  the  front  of  the  lot  on  the  north  side  of  West  8th 
street,  commencing  about  125  ft.  from  the  northwest 
corner  of  West  8th  street  and  5th  avenue,  being  a 
basement  and  4  story  non-fireproof  building,  about 
25  ft.  front,  25  ft.  rear,  75  ft.  deep  and  50  ft.  in  height, 
occupied  as  a  store  and  dwelling  and  known  as 
Number  7  West  8th  street  and  located  in  a  residence 
district  in  the  Borough  of  Manhattan,  in  the  City  of 
New  York,  does  not  conform  to  section  3  of  the 
building  zone  resolution,  in  the  respects  noted  below: 

In  that  of  occupying  the  basement  floor  as  busi¬ 
ness,  contrary  to  the  zoning  resolution,  building 
being  located  in  a  district  restricted  to  residence 
use  only. 

You  are  hereby  directed  to  discontinue  said  use,  in 
compliance  with  the  requirements  of  the  building  zone 
resolution.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
4  stories  in  height,  with  a  frontage  of  25  ft.  and  a  depth 
of  47  ft.,  irregular,  occupied  as  a  rooming  house,  it  is 
proposed  to  occupy  a  portion  of  the  basement  as  a  shop 
for  ladies’  wearing  apparel;  and 

Whereas,  a  committee  of  the  board  in  order  to  be  in¬ 
formed  inspected  these  premises  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  a  temporary  hardship 
existed  and  that  there  was  justification  to  grant  a  tem¬ 
porary  variance  under  section  21  of  the  building  zone 
resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7}  .  Perrnit  a  portion  of  the  basement  of  the  existing 
building  to  be  used  for  business  purposes,  on  condition 
that  the  occupancy  shall  be  for  a  shop  for  the  sale  of 
ladies’  wearing  apparel  and  for  no  other  purpose;  that 
the  front  of  the  building  shall  not  be  structurally  changed 
or  altered  from  its  present  condition;  that  this  variation 
shall  not  continue  beyond  a  period  of  five  years  from  the 
date  of  this  action  and  shall  terminate  sooner  in  the  event 
of  change  of  ownership  of  the  building;  that  no  signs 
shall  be  exhibited  on  the  building  other  than  a  neat  sign 
appearing  on  the  entrance  of  shop  doorway;  that  no 
manufacturing  shall  be  carried  on  except  that  minor  alter¬ 
ations  and  repairs  on  merchandise  sold  may  be  done;  that 
any  openings  from  this  shop  to  any  other  portion  of  the 
building  shall  be  permanently  blocked  up  with  materials 
equivalent  to  the  construction  of  the  partitions;  and  that 
all  permits  shall  be  obtained  and  work  completed  within 
one  year  from  the  date  of  this  action. 
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310-36-BZ. 

APPLICANT— Dunnigan  and  Dusenbury,  for  Meadow- 
brook  Farms,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district 
the  erection  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1656  Adee  avenue,  south  side, 
86.66  ft.  west  of  Tiemann  avenue  (Block  No. 
4785,  Lot  No.  3),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  J.  Dunnigan  and  Abraham 
Schwartz. 

For  Opposition:  Joseph  R.  Schweinler,  May 

McCarthy,  Annie  Meehan,  Nathan  Ginsberg 
and  Joseph  V.  Mitchell. 

ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ^ 

Absent  .  0 

THE  RESOLUTION— 

(310-36-BZ) 

Whereas,  Dunnigan  &  Dusenbury,  for  Meadowbrook 
Farms,  Inc.,  owner,  filed  October  20,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  residence 
use  district  the  erection  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles;  premises:  1656  Adee 

avenue,  south  side,  86.66  ft.  west  of  Tiemann  avenue 

(Block  No.  4785,  Lot  No.  3),  Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  December  15,  1936,  after  due  notice  by  publica¬ 
tion  in  the  Bulletin  of  the  Board  of  Standards  and  Ap- 
pc3.1s  *  cind 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Adee  avenue  is  residence 
use;  Arnow  avenue  is  residence  use,  Tiemann  avenue  is 
residence  use  and  Kingsland  avenue  is  residence  use ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  5,  1936,  re  App.  No.  507-1936,  reads: 

“Erection  of  building  in  residence  district  for  use 
as  garage  for  more  than  five  motor  vehicles  is  con¬ 
trary  to  provisions  of  building  zone  resolution.” 

and 


Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction  one  story  in  height,  with  a  frontage 
of  55  ft.  Sy2  in.  and  a  depth  of  176  ft.,  maximum,  to  be 
occupied  as  a  garage  for  more  than  5  motor  vehicles,  to 
be  used  in  conjunction  with  existing  milk  bottling  and 
distributing  station  located  on  plot  adjoining  to  the  east 
(in  another  ownership)  ;  and 

Whereas,  a  committee  of  the  board  inspected  these 
premises  in  order  to  be  informed  prior  to  the  hearing ;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  Board  of.  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  .  of  the 
use  district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under  sec¬ 
tion  21  thereof,  permitting  the  lot  under  appeal  to  be  used 
for  the  construction  of  a  one-story  garage  of  ordinary 
construction  as  indicated  on  plans  filed  with  this  applica¬ 
tion,  to  be  used  solely  in  conjunction  with  the  existing 
milk  bottling  and  distributing  station  adjoining  to  the  east 
on  Lot  No.  6;  that  there  shall  be  no  openings  from  this 
garage  southerly  and  westerly  to  adjoining  properties, 
that  "along  the.  lot  line  from  the  rear  of  the  garage  to 
Tiemann  avenue  and  from  Tiemann  avenue  along  the 
street  line  to  the  existing  building  there  shall  be  erected 
a  heavy  woven  wire  fence  not  less  than  six  feet  in  height 
and  with  no  openings  therein,  to  preclude  the  entrance  or 
exit  of  trucks ;  that"  no  signs  shall  be  erected  on  the  side 
walls  or  roofs  of  the  existing  or  proposed  buildings, 
except  that  the  name  “Meadowbrook  Farms,  Inc.’  may 
be  placed  where  shown  over  the  entrance  to  the  mam 
garage;  that  there  may  be  provided  in  this  garage,  a 
gasoline  tank  and  pump,  the  tank  not  to  exceed  550  gal¬ 
lon  capacity  and  to  be  used  solely  for  supplying  fuel  to 
the  trucks  used  in  conjunction  with  the  business,  that  a 
metal  canopy  or  roof  may  be  erected  attached  to  the 
garage  wall  over  the  existing  delivery  space  on  Lot  6; 
that  this  variance  shall  continue  only  so  long  as  this 
garage  is  used  in  conjunction  with  the  existing  milk  bot¬ 
tling  and  distributing  business  and  shall  expire  upon  the 
discontinuance  of  that  use;  that  all  permits  required  shall 
be  obtained  and  all  work  involved .  shall,  be  completed 
within  one  year  from  the  date  of  this  action. 


Adjourned,  3:45  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  DECEMBER  15,  1936 

Present:  Chairman  Murdock,  Commissioners  Savage 
md  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

266-36-BZ. 

APPLICANT— Lama  &  Proskauer  for  Frederick  Reiner, 

owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution  to  permit  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station  partly  in  a 
business  use  district  and  partly  in  an  unrestricted 
use  district. 


PREMISES  AFFECTED— Northeast  corner  of  Queens 
boulevard  and  Nassau  boulevard  (Horace  Hard¬ 
ing  boulevard),  (Block  No.  1876,  Lot  No.  1  and 
part  of  Lot  No.  21),  Elmhurst,  Borough  o* 
Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  January  5,  1937  at 
2  P.M.  for  consideration  of  the  board. 


256-36-BZ. 

APPLICANT— William  I.  Hohauser,  for  Marie  E.  Hard- 
art  and  the  Estate  of  Martha  L.  Rutherfurd, 


owners. 

SUBJECT — Application  for  reopening 

under  new  facts — re  Application  (decision  of  the 


reconsideration 
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commissioner  of  buildings)  under  sections  7b,  7c 
and  21  of  the  building  zone  resolution,  to  permit 
the  erection  of  a  business  building  (theatre) 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district,  and  the  omission  of  the 
required  rear  yard.  (Previously  denied.) 

PREMISES  AFFECTED — 1109  Lexington  avenue,  east 
side,  68.6  ft.  north  of  East  77th  street  and  153-157 
East  77th  street  (Block  No.  1412,  Lot  Nos.  20)4, 
23,  23)4  and  24),  Borough  of  Manhattan. 

APPEARANCES— 


For  Applicant:  William  I.  Hohauser. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  January  5,  1937, 
at  2  P.M.  Applicant  to  notify  property  owners  in 
the  affected  area  by  regular  mail  not  later  than 
December  23,  1936.  Such  notice  to  include  instruc¬ 
tions  to  property  owners  that  objections  or  con¬ 
sents  shall  be  filed  with  the  board  not  later  than 
January  2,  1937. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  . 0 


80-22-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Ordham  Realty 
Corporation,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district  and  partly  in 
a  residence  use  district  the  change  of  occupancy 
of  a  garage  for  less  than  five  (5)  cars,  stores, 
auto  salesroom  and  service  station  to  a  garage 
for  more  than  five  (5)  cars,  stores,  auto  sales¬ 
room  and  service  station. 

PREMISES  AFFECTED — 450-458  East  Fordham  road 
and  460-462  East  Fordham  road,  south  side,  95 
ft.  east  of  Third  avenue  ('Block  No.  3033,  part 
of  Lot  No.  60),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Max  Siegel. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  q 

Absent  .  0 


82-36-BZ. 


APPLICANT— Seymour  Scott  Jackson,  for  Hoelze  Realty 
Corporation,  owner. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  proposal— re  (decision  of  the  commis¬ 
sioner  of  buildings)  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  maintenance  of  a  saw  and  planing  mill. 

PREMISES  AFFECTED— 206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in.  East  of  206th 
street  (Block  No.  3148,  Lot  9)4),  Bayside,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 


For  Applicant:  Seymour  S.  Jackson. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  January  12,  1937, 
at  10  A.M.  Applicant  to  notify  property  owners 
in  the  affected  area  by  registered  mail  not  later 
than  December  28,  1936.  Such  notice  to  include 


instructions  to  property  owners  that  objections  or 
consents  shall  be  filed  with  the  board  not  later 
than  January  7,  1937. 

THE  VOTE  TO  REOPEN—  ' 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 


Negative  .  g 

Absent  .  q 


300-35-BZ. 

APPLICANT — William  Richter,  for  Arthill  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  reopening — reconsideration  — 
re  Application  (decision  of  the  commissioner  of 
buildings)  under  sections  7a  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing  gasoline  serv¬ 
ice  station. 

PREMISES  AFFECTED— 2664-2694  Ocean  parkway, 
west  side,  15  ft.  south  of  Nixon  Court  (Block  No.’ 

APPEARANCES  ^°S'  ^  an<^  ®orou^  °f  Brooklyn. 

For  Applicant:  William  Richter. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  January  12,  1937, 
at  2  P.M.  Applicant  to  notify  property  owners 
in  the  affected  area  by  registered  mail  not  later 
than  December  28,  1936.  Such  notice  to  include 
instructions  to  property  owners  that  objections  or 
consents  shall  be  filed  with  the  board  not  later 
than  January  7,  1937. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  q 

Absent  . "  .  q 


598-29-  BZ. 

APPLICANT— Robert  E.  McGannon,  for  University 
Chevrolet  Inc.,  lessee. 

SUBJECT  Application  for  reopening  —  reconsideration 
on  new  proposal  —  re  —  decision  commissioner  of 
buddings  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  business  use  district 
extending  from  an  unrestricted  use  district  the 
conversion  of  occupancy  from  stores  and  show¬ 
room  to  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 1601-1609  Jerome  avenue,  west 
side,  100  ft.  south  of  Featherbed  lane  (Block  No 

APPEARANCES-0'  26)>  B°r°“gh  of  The  Bronx' 
APP!icant:  Robert  E.  McGannon. 

ACTION  OF  BOARD — Application  reopened  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  q 

Absent  . q 


152-35-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  Greater  City 
Stations,  Inc.,  lessee  (long  term  lease). 
oUBJLCI  Request  for  reopening — amendment — re  Ap¬ 
plication  (decision  of  the  commissioner  of  build¬ 
ings)  under  section  21  of  the  building  zone  reso¬ 
lution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 
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PREMISES  AFFECTED — 139-49  Queens  boulevard,  east 
side,  209.68  ft.  north  of  Hillside  avenue  (Block 
No.  669,  Lot  No.  55),  Jamaica,  Borough  of 


Queens. 

APPEARANCES— 

For  Applicant :  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Request  to  reopen,  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(152-35-BZ) 


Whereas,  this  application  affecting  premises  139-49 
Queens  boulevard,  east  side,  209.68  ft.  north  of  Hillside 
avenue  (Block  No.  669,  Lot  No.  55),  Jamaica,  Borough 
of  Queens,  was  granted  by  the  board  October  22,  1935,  on 
certain  conditions,  resolution  amended  April  21,  1936,  and 
applicant  requested  a  further  amendment  as  to  the  posi¬ 
tion  of  the  gasoline  pumps ;  and 

Whereas,  upon  inspection  by  a  committee  of  the  board 
it  was  found  that  the  pumps  had  been  set  back  10  ft. 
from  the  building  line  instead  of  13  ft.  as  required  in  the 
resolution ;  and 

Whereas,  the  board  deemed  there  was  no  justification 
for  an  amendment  to  the  resolution  and  that  the  condi¬ 
tions  of  the  resolution  should  be  complied  with. 

Resolved,  that  the  request  to  reopen  this  case  and  amend 
the  resolution  be  and  it  hereby  is  denied. 


506-22-BZ. 

APPLICANT — Regan  and  Murray,  for  Jerome  S.  Hess, 
owner. 

SUBJECT — Application  for  reopening — amendment — (re¬ 
decision  of  the  commissoner  of  buildings)  under 
sections  7 a  and  21  of  the  building  zone  resolution, 
to  permit  in  a  residence  use  district  the  change  of 
occupancy  of  existing  building  to  metal  stamping 
and  spinning  factory. 

PREMISES  AFFECTED — 48-64  Congress  avenue  (137th 
street),  northwest  corner  of  34th  avenue  (Block 
No.  4952,  Lot  No.  32),  Flushing,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Joseph  D.  Nunan,  Jr. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(506-22-BZ) 


Whereas,  this  application,  to  permit  in  a  residence  use 
district  the  erection  of  a  factory  building  to  be  used  in 
conjunction  with  existing  factory  buildings  on  the  same 
premises,  affecting  premises  48-64  Congress  avenue  (137th 
street),  northwest  corner  of  34th  avenue  (Block  No.  4952, 
Lot  No.  32),  Flushing,  Borough  of  Queens,  was  granted 
by  the  board  July  11,  1922,  on  certain  conditions,  and 
owner,  through  his  attorney,  requested  an  amendment  of 
the  resolution. 


Resolved,  that  the  resolution  adopted  by  the  board  on 
June  11,  1922,  be  and  it  hereby  is  amended,  so  that  as 
amended  it  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  application 
of  the  use  district  regulation  of  the  building  zone 
resolution  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  that  the  proposed  extension  be 
limited  to  the  dimensions  on  the  plans  filed  in  this 
case,  namely  50  ft.  2  in.  front  by  50  ft.  deep  by  40 
ft.  in  the  rear;  that  the  building  be  fireproof  and 
but  one  story  in  height;  that  in  the  event  that  the  use 
of  the  existing  main  building  is  changed  to  a  use  less 
hazardous  than  the  use  as  a  motion  picture  develop¬ 
ment,  in  that  event  the  building  under  appeal  may  be 
similarly  used  provided  the  use  is  of  a  non-hasardous 
nature  and  complies  with  all  the  requirements  of  the 
administrative  official  as  to  fire  protection.” 


271-35-BZ. 

APPLICANT — Cartelli  and  Murphy,  for  Treiport  Realty 
Company,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  residence  use  district 
the  erection  and  maintenance  of  a  business  build¬ 
ing  (store). 

PREMISES  AFFECTED — 1166  Ward  avenue,  east  side, 
100  ft.  south  of  Westchester  avenue  (Block  No. 
3742,  Lot  No.  38),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  G.  Thomas  Cartelli. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(271-35-BZ) 


Whereas,  this  application  affecting  premises  1166  Ward 
avenue,  east  side,  100  ft.  south  of  Westchester  avenue 
(Block  No.  3742,  Lot  No.  38),  Borough  of  The  Bronx, 
was  granted  by  the  board  December  10,  1935,  on  certain 
conditions  and  owner,  through  his  attorney,  requested  an 
extension  of  time. 

Resolved,  that  the  resolution  adopted  by  the  board  De¬ 
cember  10,  1935,  be  and  it  hereby  is  amended  only  so  far 
as  it  has  reference  to  obtaining  permit  and  completing 
work,  so  that  as  amended,  this  portion  of  the  resolution 
shall  read  that  all  permits  shall  be  obtained  and  all  work 
completed  within  one  year  from  the  date  of  this  amended 
resolution. 


242-34-BZ. 

APPLICANT — Nathaniel  IT.  Kramer,  for  John  Pross, 
for  Jalccc  Realty  Corp.,  owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit— (order  of  the  commissoner  of  buildings)  re 
Application,  granted  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five  (5)  motor 
vehicles  for  a  temporary  period. 
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PREMISES  AFFECTED  —  787-795  Empire  boulevard, 
north  side,  260  ft.  east  of  Troy  avenue  (Block  No. 
1423,  Lot  Nos.  41-43),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  Catania. 

ACTION  OF  BOARD — Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(242-34-BZ) 

Whereas,  this  application  to  permit  in  a  business  use 
district  the  change  of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  motor  vehicles,  affecting 
premises  787-795  Empire  boulevard,  north  side  260  ft. 
east  of  Troy  avenue  (Block  No.  1423,  Lot  No.  41-43), 
Borough  of  Brooklyn,  was  granted  by  the  board  Novem¬ 
ber  27,  1934,  on  certain  conditions  and  applicant,  through 

his  attorney,  requested  an  extension  of  the  temporary^ 

period. 

Resolved,  that  the  resolution  adopted  by  the  board  No¬ 
vember  27,  1934,  be  and  it  hereby  is  amended  only  so  far 
as  it  has  referenoe  to  the  term  of  the  variance,  so  that 
as  amended  it  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  for  a  period  of  two  years  from  the 
date  of  this  action,  permitting  the  existing  one-story 
garage  building  to  be  used  as  a  garage  for  more  than 
five  motor  vehicles  on  condition  that  the  building  shall 
not  be  extended  in  height  or  area ;  that  no  gasoline 
shall  be  sold  on  the  premises  nor  stored,  other  than 
in  the  tanks  of  the  cars ;  that  there  shall  be  no  roof 
signs  or  other  signs  exhibited  on  the  building;  that 
no  motor  vehicle  repairing  shall  be  permitted  on  the 
premises ;  and  that  all  permits  shall  be  obtained  within 
three  months  from  the  date  of  this  action.” 


541-32-BZ. 

APPLICANT — Robert  E.  Weissmantel,  lessee. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  residence  use  dis¬ 
trict  the  change  of  occupancy  of  an  existing  build¬ 
ing  to  a  salesroom,  motor  vehicle  repair  shop  and 
service  station. 

PREMISES  AFFECTED — East  side  of  130th  street,  330 
ft.  south  of  Jamaica  avenue  (Block  No.  234,  Lot 
No.  79),  Richmond  Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant — Robert  E.  Weissmantel. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative  •  Chairman  Murdock.  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . : .  4 

Negative  . .  0 

Absent  .  0 


THE  RESOLUTION— 

(541-32-BZ) 

Whereas,  this  application  affecting  premises  east  side  of 
130th  street,  330  ft.  south  of  Jamaica  avenue  (Block  No. 
234,  Lot  No.  79),  Richmond  Hill,  Borough  of  Queens,  was 
granted  by  the  board  March  3,  1933,  under  certain  condi¬ 
tions,  the  resolution  amended  from  time  to  time  and  appli¬ 
cant  requests  a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  March  3,  1933,  as  amended 
July  18,  1933  and  January  7,  1936,  in  view  of  statement 
by  the  applicant  that  all  permits  have  been  obtained  and 
the  work  has  been  partially  completed,  to  extend  the 
period  within  which  to  complete  all  work  to  one  year 
from  the  date  of  this  amended  resolution,  on  condition 
that  other  than  as  amended  herein  the  resolution  adopted 
by  the  board  on  March  3,  1933,  as  amended  on  July  18, 
1933,  shall  be  complied  with  in  all  respects. 


•  153-36-BZ. 

APPLICANT — Abraham  N.  Horwitz,  for  West  End 
Holding  Corporation,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  7c  of  the  building  zone 
resolution,  permitting,  partly  in  a  business  use  dis¬ 
trict  and  partly  in  an  unrestricted  use  district,  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 140-154  West  End  avenue,  east 
side,  from  West  66th  street  to  West  67th  street 
(Block  No.  1158,  Lot  Nos.  1,  2,  3,  4,  61,  62,  63  and 
64),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Abraham  N.  Horwitz. 

ACTION  OF  BOARD — Application  reopened  and  time 
to  submit  plans  extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(153-36-BZ) 


Whereas,  this  application  affecting  premises  140-154 
West  End  avenue,  east  side,  from  West  66th  street  to 
West  67th  street  (Block  No.  1158,  Lot  Nos.  1,  2,  3,  4,  61, 
62,  63  and  64),  Borough  of  Manhattan,  was  granted  by 
the  board  July  14,  1936,  on  certain  conditions  and  applicant' 
requests  an  extension  of  time  to  submit  plans. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  14,  1936,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  the  submission  of  plans,  so  that 
as  amended  this  portion  of  the  resolution  shall  read: 

“that  all  plans  shall  be  submitted  to  the  chairman 
for  approval  by  him  in  behalf  of  the  board,  before 
submission  to  the  commissioner  of  buildings,  within 
six  months  from  the  date  of  this  amended  resolution 
and  that  after  approval  of  such  plans  by  the  chairman, 
all  permits  shall  be  obtained  and  all  work  completed 
within  one  year  thereafter.” 
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APPEALS  FROM  ADMINISTRATIVE  ORDERS 
30 1-36- A. 

APPLICANT — Margaret  Farrell,  lessee. 

SLTBJECT — Appeal  from  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 619-621-623  East  163rd  street, 
north  side,  60  ft.  west  of  Cauldwell  avenue  and 
606-608  Teasdale  place,  (Block  2621,  Lot  Nos. 
29,  30,  31,  18  and  20),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  R.  D.  O’Connell  and  Dominick 
Farrell. 

ACTION  OF  BOARD — Laid  over  to  January  12,  1937  at 
2  P.M.  on  request  of  board  awaiting  clarification 
of  decision  in  Wolf  case  by  Court  of  Appeals. 


350-36-A. 

APPLICANT — Nordlinger,  Riegelman  &  Cooper,  for 
Sobol  Bros.  Service  Stations,  Inc.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 127-133  Fourth  avenue  and 
102-104  East  13th  street,  southeast  (Block  No. 
102-104  East  13th  street,  southeast  corner  (Block 
No.  558,  Lot  Nos.  7  and  10),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  L.  A.  Halpern. 

For  Administration:  Assistant  Engineer  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  January  5,  1937  at 
2  P.M.,  applicant  to  furnish  additional  necessary 
information. 


368-36-A. 

APPLICANT — Francis  Seaman,  for  New  York  Railways 
Corporation,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 806-814  Ninth  avenue,  318-362 
West  53rd  street  (Block  No.  1044,  Lot  Nos.  3  and 
18),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Francis  Seaman. 

ACTION  OF  BOARD — Laid  over  to  January  5,  1937  at 
2  P.M.  in  connection  with  Cal.  No.  325-36-BZ,  af¬ 
fecting  same  premises,  board  to  reach  final  deter¬ 
mination  after  report  by  committee  without  fur¬ 
ther  argument. 


299-36-A. 

APPLICANT — A.  W.  Schwalberg,  for  Intrastate  Thea¬ 
tre  Corporation,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 321-323  West  44th  street,  north 
side,  275  feet  west  of  Eighth  avenue  and  322-324 
West  45th  street  (Block  No.  1035,  Lot  No.  20), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


300-36-A. 

APPLICANT— A.  W.  Schwalberg,  for  Vitagraph,  Inc., 
lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street  (6th 
floor),  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


306-36-A. 

APPLICANT — Twentieth  Century-Fox  Film  Corp., 
owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 345  West  44th  street,  north 
side,  200  ft.  east  of  Ninth  avenue  (Block  No.  1035, 
Lot  No.  9),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  . 0 

Absent  .  0 


311-36-A. 

APPLICANT — G.  Knox  Haddow,  for  Paramount  Pic¬ 
tures,  Inc.,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 331-337  West  44th  street,  north 
side,  300  ft.  east  of  Ninth  avenue  (Block  No.  1035, 
Lot  Nos.  13,  14,  15  and  16),  Borough  of  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD— Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


316-36-A. 

APPLICANT — Robert  Hilton,  for  United  Artists  Cor¬ 
poration,  lessee. 
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SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  (6th 
floor),  (Block  No.  1035,  Lot  No.  1),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


338-36-A. 

APPLICANT— J.  S.  MacLeod,  for  Metro-Goldwyn-Mayer 
Distributing  Corporation,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  (12th 
floor),  (Block  No.  1035,  Lot  No.  1),  Borough  ot 
Manhattan. 

APPEARANCES— 

For  Applicant  :  Sidney  Schreiber. 

ACTION  OF  BOARD — Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 729  Seventh  avenue,  southeast 
corner  of  West  49th  street  (Block  No.  1001,  Lot 
No.  61),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Sidney  Schreiber. 

ACTION  OF  BOARD — Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


348-36-A. 

APPLICANT — Nathan  Cohen  for  Columbia  Pictures  Cor¬ 
poration,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 622-638  Ninth  avenue,  355 
West  44th  street  and  362  West  45th  street,  (9th 
floor  center),  (Block  No.  1035,  Lot  No.  1),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  o 

Absent  .  q 


344-36-A. 

APPLICANT — G.  Knox  Haddow,  for  Paramount  Pic¬ 
tures,  Inc.,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 201-215  West  43rd  street,  206- 
214  West  44th  street  and  1493-1501  Broadway,  (10th 
floor),  ('Block  No.  1015,  Lot  Nos.  26  to  37),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Sidney  Schreiber. 

ACTION  OF  BOARD — Appeal  withdrawn  by  request  of 
representative  of  the  applicant,  Ordinance  No.  85, 
amending  paragraph  9,  of  section  240  of  Chapter 
10  of  the  Code  of  Ordinances,  having  been  signed 
by  the  Mayor,  providing  by  ordinance,  the  relief 
sought  in  this  appeal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


347-36-A. 

APPLICANT — Floyd  L.  Weber,  for  Columbia  Pictures 
Corporation,  lessee. 


357-36-A. 

A I  PLICANT  Lama  and  Proskauer,  for  Stonel  Holding 
Corporation,  lessee. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1091-1113  Lorraine  avenue, 
north  side,  between  Linden  boulevard  and  Hollv 
street,  2492-2504  Linden  boulevard  (Block  No. 
4482,  Lot  No.  38),  Borough  of  Brooklyn. 

APPEARANCES— 


lor  Applicant:  Alfred  A.  Lama. 

For  Administration:  Assistant  Engineer,  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 


Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  . q 

Absent  . ’  q 


135-36- A. 

APPLICANT  A.  L.  Hendricks,  for  Adolf  Gobel,  Inc., 
owner. 

SUBJECT  Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 513-515  Eleventh  avenue,  west 
side,  between  West  40th  street  and  West  41st 
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street,  and  601-605  West  40th  street  (Block  No. 
1088,  Lot  Nos.  29  and  36),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written  re¬ 
quest. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


356-36-A. 

APPLICANT — Westchester  Service  Corporation,  owner. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner,  relative  to  the  transportation  of  fuel  oil 
in  tank  truck  in  New  York  City. 
APPEARANCES— 

For  Applicant:  J.  H.  Zentgraf. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(356-36-A) 

Whereas,  Westchester  Service  Corporation,  owner, 
filed  November  25,  1936,  an  appeal  from  an  order  of  the 
fire  commissioner,  affecting  the  transportation  of  fuel 
oil  in  tank  truck  in  New  York  City;  and 

Whereas,  the  order  of  the  fire  commissioner  No. 
3844-LC,  dated  October  28,  1936,  reads : 

“Forthwith  discontinue  the  use  of  tank  truck  for 
following  reason : 

1.  Capacity  of  compartments  exceed  600  gallons  each. 

Sec.  4.2.” 

and 

Whereas,  the  truck  in  question  (Applicant’s  No.  22  on 
Autocar  Chassis)  was  purchased  in  1933  and  is  equipped 
with  one  600-gallon  compartment  and  two  700-gallon  com¬ 
partments  for  the  transportation  of  Nos.  1,  2,  3  and  4  fuel 
oil ;  and 

Whereas,  the  total  weight  of  tank,  cab,  chassis,  fuel  oil 
and  equipment  is  32,050  lbs. ;  and 

Whereas,  the  applicant  contends  that  this  truck  was 
purchased  in  good  faith  and  they  cannot  afford  to  dis¬ 
continue  use  at  this  time;  that  the  expense  of  altering 
this  job  in  order  to  conform  with  the  specifications  of 
the  fire  department  would  be  very  great  and  even  if 
altered  would  not  conform  strictly  to  the  fire  department’s 
specifications. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
3844-LC,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  continuation  of  the 
use  of  truck  under  appeal,  known  as  No. ^22,  manufac¬ 
turer’s  serial  of  chassis  being  No.  9-6085,  Motor  No. 
50924,  on  condition  that  its  total  capacity  shall  not  exceed 
2,000  gallons  and  that  no  compartment  thereof  shall  be 
increased  beyond  the  stated  capacity;  and  that  in  all  other 
respects  the  rules  of  the  fire  commissioner  as  to  trans¬ 
portation  of  fuel  oil  shall  be  complied  with;  and,  granted 
only  during  the  life  of  the  present  chassis. 


926-23-A. 

APPLICANT — William  I.  Hohauser,  for  Tryon  Amuse¬ 
ment  Corp.,  lessee  and  Central  Hanover  Bank  and 
Trust  Co.,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
appeal  from  an  order  of  the  fire  commissioner. 


PREMISES  AFFECTED— 1495  St.  Nicholas  avenue, 
southwest  corner  of  West  185th  street  (Block  No. 
2166,  Lot  No.  16),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  William  I.  Hohauser. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 


amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(926-23-A) 


Whereas,  Braddon  Amusement  Corp.,  lessee,  filed  July 
20,  1923,  an  appeal  with  the  board  of  appeals  from  an 
order  of  the  fire  commissioner  affecting  premises  1495 
St.  Nicholas  avenue,  southwest  corner  of  West  185th 
street  (Block  No.  2166,  Lot  No.  16),  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner  dated 
February  27,  1923,  reads: 

“Install  standpipe  fire  line,  in  compliance  with  chap¬ 
ter  5,  article  25,  Code  of  Ordinances”  ; 

and 

Whereas,  the  building  is  fireproof,  two  stories  in  height, 
68  ft.  by  194  ft.  (13129  sq.  ft.)  in  area;  occupied  for 
stores  and  as  a  moving  picture  theatre  since  1915 ;  orches¬ 
tra  seating  1000,  balcony  400,  roof  garden  720;  and 

Whereas,  it  appears  that  the  board  under  Cal.  No.  253- 
1917  and  Cal.  No.  573-1917,  granted  modifications  of  law 
in  regard  to  this  structure ;  and 

Whereas,  the  board  under  date  of  September  16,  1924 
granted  a  modification  of  the  order  of  the  fire  commis¬ 
sioner,  No.  7- A,  dated  February  27,  1923,  on  certain  con¬ 
ditions  ;  and 

Whereas,  the  present  owner,  through  his  architect, 
William  I.  Hohauser,  Inc.,  requests  an  amendment  of  the 
resolution  so  as  to  permit  the  change  of  the  occupancy 
and  rearrangement  of  theatre  omitting  roof  garden  and 
balcony  and  arranging  orchestra  and  stadium  to  seat  712 
in  orchestra  and  84  in  stadium  and  to  arrange  exits  as 
shown  in  plan  filed  with  the  board  December  10,  1936. 

Resolved,  that  the  resolution  adopted  by  the  board  Sep¬ 
tember  16,  1924,  be  amended  so  that  as  amended  it  will 
read : 

“Resolved,  that  the  order  of  the  fire  commissioner 
be  and  it  hereby  is  modified  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  the  stipulation 
of  former  modifications  granted  by  this  board  shall 
be  complied  with ;  that  this  modification  shall  also 
apply  in  the  event  that  the  owner  desires  to  discon¬ 
tinue  the  roof  garden  and  to  rearrange  the  theatre, 
as  indicated  on  revised  plans  marked  “received  De¬ 
cember  10.  1936,  by  placing  the  screen  towards  the 
rear  of  the  building,  decreasing  the  seating  capacity 
and  increasing  the  exit  facilities. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
367-36-SA. 

APPLICANT — Simplex  Oil  Heating  Corp.,  owner. 
SUBJECT — Simplex  Horizontal  Rotary  Oil  Burner, 
Types,  H-H.E.G.  and  H.E.G.-H,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 
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658-30-SA. 

APPLICANT — Interborough  Engineering  Co.,  for  Mont¬ 
gomery  Ward  &  Company,  for  Sundstrand  Engi¬ 
neering  Co.,  owner. 

SUBJECT — Application  for  reopening  —  re  Marketing  of 
the  Sundstrand  Purmaco  Automatic  Oil  Burner, 
Models  A-3U,  B-5U  and  C-6U,  under  the  name  of 
Windsor  Oil  Burner,  Models  A-3U,  B-SU  and 
C-6U. 

APPEARANCES— 

For  Applicant :  R.  V.  Perotto  and  W.  A.  Kemp. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(658-30-SA) 


Whereas,  Sundstrand  Engineering  Co.,  owner,  filed 
October  3,  1930,  an  application  with  the  Board  of  Stand¬ 


ards  and  Appeals  for  approval  of  their  device  known  as 
the  Sundstrand  Purmaco  Automatic  Oil  Burner,  Models 
A -2,  B-4.  C-5,  A-3U,  B-5U  and  C-6U;  and 

Whereas,  this  device  was  approved  by  the  board  July 
23,  1931,  on  certain  conditions  and  applicant  requests  per¬ 
mission  to  market  this  device  under  the  name  Windsor 
Oil  Burner,  Models  A-3U,  B-5U  and  C-6U. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Sundstrand  Pur¬ 
maco  Automatic  Oil  Burner,  Models  A-2,  B-4,  C-5,  A-3U, 
3-K,  B-5U,  B-5-B,  and  C-6LT  for  use  in  domestic  and  com¬ 
mercial  installations  with  fuel  oil  not  heavier  than  No.  3, 
U.  S.  Department  of  Commerce  standards,  when  installed 
in  accordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals  and  with  the  report  of  the  Chief 
of  the  Bureau  of  Fire  Prevention,  dated  June  20,  1931,  and 
that  the  device  may  also  be  marketed  under  the  name 
Windsor  Oil  Burner,  Models  A-3U,  B-5U  and  C-6U,  pro¬ 
vided  that  under  whichever  name  marketed  the  device 
shall  bear  a  label  permanently  affixed  thereto  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  658-30-SA. 


Adjourned,  5:30  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


APPROVED  APPLIANCES 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump . !  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 


National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  . **.*’  1396-24- SA 


Pascoe  Pump  Set  . 

Petro-Nokol  Industrial  Oil  Pump . 

Quiet  May  Gerotor  Pump  . 

Quimby  Screw  Pump  . 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  . 

Ray  Rotary  . [ 

Rotary  Pressure  Pump  . ’* 

Rotary  Vacuum  Pump  . ’  ’ 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D ’ 
Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB 

Tate-Jones  . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat  . 

Union  Steam  Pump  for  Fuel  Oil . 

Viking  . 

Warren  Oil  Pump  . 

Wayne  Oil  Pump  &  Fan  Set . * ’  * 

Webster  Fuel  Oil  Pump,  Type  A . .  . 

Worthington  Duplex  Double-Acting  Steam 

Pump  . 

Worthington  Show  Model  Duplex ......  *  *  *  * 


1029-26-SA 

570-32-SA 

267-32-SA 

1193-21-SA 


102-35-SA 

588-25-SA 

1060-25-SA 

513-25-SA 

163-34-SA 
41 0-32- S  A 
199-36-SA 

492-21 -S  A 
1279-25-SA 
60-28-SA 

568-30-SA 
705-30-SA 
438-21 -S  A 
1 169-23-SA 
1155-25-SA 
23-34-SA 

1 84-22- S  A 
194-22-SA 
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RULES  GOVERNING  THE  INSTALLATION  OF  INTERIOR  FIRE  ALARM  SIGNAL  SYSTEMS,  ADOPTED 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS,  SEPTEMBER  27,  1917,  AMENDED  DECEMBER 
6,  1917  AND  FEBRUARY  7,  1918  AND  REVISED  DECEMBER  11,  1936. 


[108-16-SR] 

Rules  for  Interior  Fire  Alarm  Signal  Systems 

Authority:  Sections  718A  and  718B  of  the  Charter  of 
the  City  of  New  York  to  carry  into  effect  the  provisions 
of  Chapter  XII,  Section  20  of  the  Code  of  Ordinances 
and  the  provisions  of  Section  279  of  the  Labor  Law. 

Scope  of  Rules 

These  rules  apply  to  all  hotels,  as  defined  in  the  Code 
of  Ordinances  and  the  Multiple  Dwelling  Law ;  to  all 
lodging  houses  having  more  than  15  sleeping  rooms,  or 
accommodating  more  than  15  lodgers  above  the  first  or 
ground  story;  to  all  public  and  private  hospitals  and 
asylums  having  more  than  15  rooms,  or  accommodating 
more  than  15  patients  or  inmates  above  the  first  or  ground 
story;  to  all  nurseries  accommodating  more  than  30  chil¬ 
dren,  or  having  a  Board  of  Health  permit  for  the  accom¬ 
modation  of  more  than  30  children;  to  all  Turkish  or  other 
special  treatment  bath  houses  where  there  are  sleeping 
accommodation  for  more  than  fifteen  persons  on  the  prem¬ 
ises  ;  to  all  department  stores  having  two  or  more  de¬ 
partments  where  the  public  is  admitted  above  the  second 
floor;  to  all  public  schools;  and  to  all  single  and  tenant 
factory  buildings,  as  defined  in  the  Labor  Law  and 
specifically  required  by  Section  279  of  said  Law. 


Law 

Section  279.  Fire  Alarm  Signal  Systems  and  Fire  Drills: 

1.  Fire  alarm  signal  systems.  Every  factory  building 
over  two  stories  in  height  in  which  more  than  twenty-five 
persons  are  employed  above  the  ground  floor  shall  be 
equipped  by  the  owner  thereof  with  a  fire  alarm  signal 
system  having  a  sufficient  number  of  signals  clearly  au¬ 
dible  to  all  occupants  of  the  building,  and  so  arranged 
as  to  permit  the  sounding  of  all  the  alarms  within  the 
building  whenever  the  alarm  is  sounded  in  any  portion 
thereof.  Such  system  shall  be  maintained  in  good  work¬ 
ing  order  and  no  person  shall  tamper  with  same  or  render 
ineffective  any  portion  thereof  except  to  repair  it.  A  per¬ 
son  discovering  a  fire  shall  cause  an  alarm  to  be  sounded 
immediately.  The  board  of  standards  and  appeals  in  the 
city  of  New  York,  may  make  rules  and  regulations  pre¬ 
scribing  the  number,  character  and  location  of  the  signals 
and  the  method  and  character  of  the  installation,  including 
that  of  all  appliances  in  connection  therewith. 

3.  Exceptions.  Subdivisions  one  and  two  of  this  sec¬ 
tion  shall  not  apply  to  a  building  in  which  every  square 
foot  of  the  floor  area  on  all  stories  is  protected  with  an 
automatic  sprinkler  system,  having  two  adequate  sources 
of  water  supply  and  approved  by  the  public  authorities 
having  jurisdiction  thereof,  and  in  which  also  the  maxi¬ 
mum  number  of  occupants  of  any  one  floor  does  not  ex¬ 
ceed  by  more  than  fifty  percentum  the  capacity  of  the 
exits,  as  determined  by  subdivisions  one,  two  and  three  of 
section  two  hundred  and  seventy-eight,  in  addition  to  the 
prescribed  occupancy  under  subdivisions  five,  six  and 
seven  of  said  section.  If  the  commissioner  after  investi¬ 
gation  determines  that  the  spirit  of  this  chapter  is  ob¬ 
served  and  public  safety  secured,  he  may  permit  in  place 
of  the  automatic  sprinkler  system  before  specified,  an 
automatic  sprinkler  system  having  one  adequate  source  of 
water  supply  and  approved  by  the  public  authorities  having 
jurisdiction  thereof. 

Chapter  12,  Article  21,  Sub-division  2. 

Interior  Fire  Alarms: — In  every  hotel,  lodging-house, 


public  or  private  hospital  or  asylum,  department  store, 
and  public  school,  there  shall  be  placed  and  provided,  when 
required  by  the  fire  commissioner,  an  adequate  and  reli¬ 
able  electrical  or  other  interior  alarm  system,  to  be  ap¬ 
proved  by  the  said  commissioner,  by  means  of  which 
alarms  of  fire  or  other  danger  may  be  instantly  communi¬ 
cated  to  every  portion  of  the  building.  The  fire  alarm 
apparatus  and  all  other  appliances  placed  or  kept  within 
any  of  said  buildings  for  the  purpose  of  preventing  or 
extinguishing  fires,  or  for  affording  means  of  escape  there¬ 
from  in  case  of  fire,  shall  be  kept  at  all  times  in  good 
working  order  and  proper  condition  for  immediate  use, 
and  any  member  of  the  uniformed  force  or  authorized 
representative  of  the  Fire  Department  may  enter  any  of 
the  said  buildings  at  any  time,  for  the  purpose  of  inspect¬ 
ing  such  apparatus  or  appliances.  (Amended  by  ords.  ef¬ 
fective  Sept.  18,  1917,  and  Jan.  7,  1918.) 


Rule  1.  Definition  of  Terms 

1.1  The  term  “non-coded  closed  circuit  fire  alarm  sig¬ 
nal  systems”  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  al¬ 
ternating  current  circuits,  so  arranged  that  the 
operation  of  any  station  will  automatically  sound 
the  signaling  devices  throughout  all  portions  of 
the  building. 

1.2  The  term  “coded  closed  circuit  fire  alarm  signal 
systems”  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  cir¬ 
cuits  which  transmits  rounds  of  coded  signals  to 
indicate  the  floor  or  portion  of  the  same  from 
which  the  alarm  was  sent. 

1.3  The  term  “heretofore”  shall  mean  before  Decem¬ 
ber  31,  1936. 

1.4  The  term  “hereafter”  shall  mean  after  December 
31,  1936. 

1.5  The  term  “approved”  shall  mean  approved  by  the 
Board  of  Standards  and  Appeals. 

1.6  The  term  “commissioner”  shall  mean  the  commis¬ 
sioner  of  the  department  specifically  charged  with 
the  enforcement  of  law  relating  to  interior  fire 

,  alarm  systems  in  the  City  of  New  York.* 

*Note:  At  present  the  Commissioner  of  the  Department  of 
Buildings  in  each  of  the  five  boroughs  enforces  the  law  through 
their  respective  divisions  of  Fire  Prevention  by  virtue  of  Chapter 
764,  Sec.  407,  subdiv.  2,  Greater  New  York  Charter,  as  amended  by 
the  Laws  of  1933. 

Rule  2.  General 

2.1  All  fire  alarm  signal  systems  and  devices  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

2.2  All  devices  and  equipment  that  have  been  ap¬ 

proved  by  the  Board,  shall  have  securely  fastened 
thereon,  a  manufacturer’s  plate  bearing  the  words 
“Approved  by  the  Board  of  Standards  and  Ap¬ 
peals — No . ”,  together  with  any  other  electrical 

data  that  the  Commissioner  may  require. 

Rule  3.  Examination  and  Approval  of  Plans 

3.1  Before  the  installation  or  extension  of  any  fire 
alarm  system,  specifications  and  plans  thereof, 
showing  complete  details  of  the  proposed  installa¬ 
tion,  shall  be  submitted  by  the  owner  or  his  agent 
to  the  Commissioner  for  examination  and  ap¬ 
proval. 
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Rule  4.  Classification 

4.1  Fire  alarm  signal  systems  shall  be  classified  as 
follows : 

(a)  Non-coded  closed  circuit  fire  alarm  systems. 

(b)  Coded  closed  circuit  fire  alarm  systems. 

4.1.1  The  code  numbers  that  are  used  shall 

be  submitted  for  approval  to  the  Com¬ 
missioner  and  shall  be  sounded  at  least 
four  (4)  times  for  each  operation  of 
the  sending  station. 

4.2  A  non-coded  closed  circuit  system  shall  be  so  ar¬ 
ranged  that  the  operation  of  any  station  will  auto¬ 
matically  sound  the  signaling  devices  until  hook 
is  restored  to  its  original  position ;  and  in  the 
break-glass  type  until  the  glass  has  been  replaced. 

4.3  Coded  closed  circuit  systems  shall  be  divided  into 
three  (3)  classes : 

Class  1 — General  Systems. 

Class  2 — Pre-signal  or  dual  operation  systems. 
Class  3 — Unit  and  general  systems — or  Duplex 
systems. 

Special  systems. 

4.4  Class  1  system  shall  be  a  general  alarm  system  ot 
the  coded  closed  circuit  type  so  arranged  that  the 
operation  of  any  station  will  cause  the  signaling 
devices  to  sound  the  code  number  of  that  station 
at  least  four  (4)  times  throughout  the  entire  build¬ 
ing. 

4.5  Class  2  system  shall  be  a  pre-signal  or  dual  opera¬ 
tion  system  of  the  coded  closed  circuit  type  so  ar¬ 
ranged  that  the  operation  of  any  station  will  cause 
the  sounding  of  the  signaling  devices  located  in 
the  engine  room,  elevator  shafts,  basement  or 
other  places  in  the  building  where  the  members 
of  the  fire  brigade  work  or  assemble. 

4.5.1  Approved  means  shall  be  provided  at  each 
station,  so  arranged  that  a  subsequent  opera¬ 
tion  of  any  station  shall  cause  the  sounding 
of  all  signaling  devices  throughout  the  build¬ 
ing. 

4.5.2  This  subsequent  operation  shall  be  per¬ 
formed  with  the  aid  of  a  key  or  plug  de¬ 
signed  so  as  to  prevent  unauthorized  sound¬ 
ing  of  the  general  alarm. 

4.5.3  The  pre-signal  or  dual  operation  key  or 
plug  shall  be  so  designed  that  it  can  be 
readily  identified  by  the  person  whose  duty 
it  would  be  to  use  same. 

4.6  Class  3  system  shall  be  a  unit  and  general  alarm 
or  Duplex  system  of  the  coded  closed  circuit  type 
so  arranged  that  the  operation  of  a  station  within 
a  unit  will  cause  all  of  the  signaling  devices  in 
that  unit  and  all  of  the  signaling  devices  on  the 
general  alarm  circuit  to  sound  the  code  numbers 
of  the  unit  and  zone  at  least  four  (4)  times. 

4.6.1  An  approved  register  and  time  stamp  may 
be  used  in  connection  with  a  Class  3  system 
when  approved  by  the  Commissioner. 

4.6.2  The  register,  if  of  closed  circuit  type,  shall 
be  operated  from  a  separate  closed  circuit 
control  board  or  from  separate  panel  isolated 
by  barrier  from  main  control  panel  in 
main  control  board  cabinet. 

4.6.3  Approved  closed  circuit  trouble  and  unit 
annunciators  shall  be  installed  as  part  of 

all  Class  3  systems  when  required  by  the 
Commissioner. 

4.7  Special  systems  shall  include  a  complete  Class  1, 
2  or  3  system  supplemented  by  special  circuits 
for  the  operation  of  other  fire  alarm  devices  in 


the  systems ;  or  electric  control  systems  for  stop¬ 
ping  machinery,  closing  doors  or  ventilators  as 
may  be  required  by  the  Commissioner ;  or  to  call 
the  central  station  of  a  private  operating  company 
or  the  fire  department.  Automatic  fire  detecting 
systems  may  be  connected  to  operate  an  interior 
fire  alarm  system  when  connected  thereto  by  an 
approved  coded  transmitter.  In  no  case  shall  the 
transmitter  be  considered  to  replace  the  standard 
approved  interior  fire  alarm  station,  except  where 
a  transmitter  has  been  approved  for  both  pur¬ 
poses.  The  special  control  circuits  shall  be  sep¬ 
arate  and  distinct  from  the  fire  alarm  system  but 
shall  be  brought  into  action  whenever  the  fire 
alarm  system  is  set  in  operation. 

Rule  5.  Systems  Permitted  in  Factory  and  Other 
Buildings 

5.1  Non-coded  closed  circuit  fire  alarm  signal  systems 
shall  be  permitted  only  in  a  factory  building  not 
exceeding  five  (5)  stories  in  height  having  not 
more  than  twenty-five  hundred  (2500)  square  feet 
in  area  in  any  one  story  and  having  not  more  than 
one  hundred  (100)  persons  in  a  single  factory;  nor 
more  than  fifty  (50)  persons  in  a  multiple  tenant 
factory  above  the  first  or  ground  floor. 

5.2  Coded  closed  circuit  systems  shall  be  required  in  a 
factory  building  exceeding  the  requirements  of 
Rule  5.1. 

5.3  Special  fire  alarm  signal  systems  shall  be  per¬ 
mitted  in  factory  buildings  at  the  direction  of  the 
Commissioner. 

5.4  Coded  closed  circuit  systems  shall  be  required  in 
all  other  types  of  buildings  requiring  an  interior 
alarm  system. 

Rule  6.  Installation  and  Construction  Require¬ 
ments 

6.1  All  work  in  connection  with  the  installation  of  a 
fire  alarm  signal  system  shall  be  performed  in  a 
neat  and  workmanlike  manner  to  the  satisfaction 
of  the  Commissioner. 

6.2  In  any  fire  alarm  system  there  shall  be  not  more 
than  fourteen  (14)  direct  nor  more  than  ten  (10) 
alternating  current  gongs  or  other  approved 
sounding  devices  connected  in  one  circuit. 

6.3  There  shall  not  be  in  any  fire  alarm  system  more 
than  twenty  (20)  stations  connected  to  one  circuit 
or  loop. 

6.4  All  gongs  and  signaling  devices  shall  be  located 
not  less  than  eight  (8)  feet  to  the  center  above 
the  floor. 

6.5  All  fire  alarm  stations  shall  be  located  five  (5) 
feet  three  (3)  inches  from  handle  to  floor. 

6.6  An  approved  instruction  card  properly  marked  and 
framed  under  glass  shall  be  installed  at  each  fire 
alarm  station. 

6.7  All  materials  and  devices  used  in  fire  alarm  signal 
systems  shall  be  securely  fastened  in  position  in  a 
manner  satisfactory  to  the  Commissioner. 

6.8  For  fastening  to  masonry  walls,  through  bolts, 
metal  expansion  shields  or  toggle  bolts  shall  be 
used. 

6.9  Wood  screws  shall  be  used  for  fastening  equip¬ 
ment  to  wood  surfaces. 

6.10  The  use  of  nails  or  wood  or  fibre  plugs  is  pro¬ 
hibited. 

6.11  When  fire  alarm  apparatus  is  mounted  upon  a 
wooden  back  board,  such  back  board  shall  be  not 
less  than  seven-eighths  (]/$)  inch  thick,  impreg¬ 
nated  with  a  non-absorptive  compound.  The  back 
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board  shall  be  so  mounted  as  to  provide  an  air 
space  of  at  least  one-quarter  (^)  inch  between 
the  back  board  and  the  wall  for  free  circulation 
of  air. 

6.12  All  electrical  conductors  shall  be  installed  in 
standard  heavy  wall,  rigid  iron  or  steel  conduits 
protected  with  an  approved  rust  preventive.  Ar¬ 
mored  cable  or  flexible  conduits  will  not  be  ac¬ 
cepted. 

6.13  All  conduits  shall  be  grounded  to  a  water  pipe  by 
approved  ground  clamps  with  a  conductor  equal 
to  the  largest  conductor  used  on  the  system  and 
the  smallest  size  ground  conductors  used  shall  not 
be  less  than  No.  10  B.  &  S.  gauge. 

6.14  Splices  in  electrical  conductors  in  vertical  risers 
shall  not  be  permitted.  Splices  when  necessary 
in  horizontal  runs,  shall  be  made  in  approved  junc¬ 
tion  boxes  and  shall  be  properly  soldered  and 
taped.  The  cover  of  the  junction  box  shall  be 
painted  fire  department  red  to  indicate  that  it  con¬ 
tains  splices.  The  use  of  wire  nuts  or  other 
solderless  splicing  devices  shall  not  be  permitted. 

6.15  Electrical  conduits  shall  enter  only  at  the  side 
or  the  bottom  of  the  control  cabinet. 

6.16  In  coded  fire  alarm  systems  using  break  glass  type 
stations,  at  least  one  (1)  extra  glass  shall  be  pro¬ 
vided  for  each  station  in  the  system. 

6.17  All  openings  in  walls,  floors  or  ceilings  where  con¬ 
duits  pass  through,  shall  be  properly  fire  stopped. 

6.18  Conduits  shall  contain  only  conductors  used  in 
connection  with  the  fire  alarm  system. 

6.19  When  special  care  is  taken  to  insure  the  wires 
against  injury,  four  (4)  wires  may  be  placed  in 
one-half  (y2)  inch  rigid  iron  conduits.  Conduc¬ 
tors  shall  consist  of  not  less  than  No.  14  B.  &  S. 
gauge  copper  wire,  having  rubber  insulation  wall 
not  less  than  three-sixty-fourths  (3/64)  inch  thick. 

6.20  Where  necessary  to  assure  reliable  service,  con¬ 
nections  of  conductors  to  terminals  or  binding 
posts  shall  be  soldered.  The  use  of  a  blow  torch 
for  soldering  connections  to  terminals  shall  not  be 
permitted 

6.21  Where  wires  pass  underground  from  one  building 
to  another,  they  shall  be  enclosed  in  conduits  and 
shall  be  lead  encased.  Wires  between  buildings, 
when  not  run  in  conduit,  shall  be  at  least  equiva¬ 
lent  in  conductivity  and  tensile  strength  to  No.  8 
B.  &  S.  gauge  copper  wire  for  box  and  signaling 
circuits  and  shall  be  supported  at  least  every 
seventy-five  (75)  feet  on  approved  glass  insulators 
and  brackets,  and  be  protected  by  approved  light¬ 
ning  arrestors  when  required  by  the  Commissioner. 
As  far  as  possible,  they  shall  be  run  under,  rather 
than  over,  electric  light  or  power  wires. 

Rule  7.  Sending  Stations 

7.1  There  shall  be  at  least  one  (1)  fire  alarm  sending 
station  in  each  story  of  any  building  requiring  a 
manual  fire  alarm  signal  system,  located  in  a 
natural  path  of  escape  from  fire  at  a  readily  ac¬ 
cessible  location  designated  by  the  Commissioner, 
which  always  shall  be  kept  unobstructed.  Addi¬ 
tional  sending  stations  shall  be  installed  so  that  no 
point  on  any  floor  in  a  non-fireproof  building  shall 
be  more  than  one  hundred  (100)  feet  distant  from 
the  nearest  sending  station  upon  such  floor.  In 
fireproof  or  sprinklered  buildings,  the  distance 
shall  not  be  more  than  one  hundred  and  fifty 
(150)  feet. 

Rule  8.  Sounding  Devices 

8.1  Sounding  devices  shall  be  sufficient  in  number  to 
be  clearly  audible  to  all  the  occupants  of  the 
building. 


Rule  9.  Sub-divided  Buildings 

9.1  Where  a  building  is  sub-divided  by  fire  walls,  each 
section  shall  be  deemed  a  separate  building  for 
the  purpose  of  fire  alarm  signal  system  installa¬ 
tions.  One  control  board  may  be  used,  if  so  ar¬ 
ranged,  as  to  operate  the  signaling  devices  in  each 
section  of  the  building  independently;  or  may  be 
operated  as  one  unit  when  deemed  necessary  by 
the  Commissioner. 

Rule  10.  Mixed  Occupancy 

10.1  In  buildings  requiring  fire  alarm  signal  systems, 
of  which  parts  are  occupied  by  other  than  factory 
tenants  and  in  which  the  conditions  of  construc¬ 
tion  and  occupancy  warrant  the  establishment  of 
a  local  fire  brigade,  the  Commissioner  may  accept 
dual  operation  systems. 

Rule  11.  Existing  Installations 

11.1  Fire  alarm  signal  systems  heretofore  installed  in 
buildings  in  the  City  of  New  York  and  installed 
in  accordance  with  the  rules  then  in  force,  shall 
be  accepted  as  long  as  they  are  maintained  in 
proper  working  order. 

Rule  12.  Sources  of  Electrical  Energy 

12.1  Sources  of  electrical  energy  used  in  operating  fire 
alarm  signal  systems  shall  be : 

1.  Generated  electric  power,  not  exceeding  a  po¬ 
tential  of  250  volts,  including : 

(a)  Central  Stations 

(b)  Isolated  Plants 

2.  Storage  battery  power 

12.1.1  Either  source  of  power  shall  be  used 
under  conditions  and  limitations  as 
set  forth  by  the  Commissioner. 

12.2  One  source  of  energy  shall  be  connected  to  the 
fire  alarm  system  at  all  times.  All  auxiliary 
sources  of  energy  when  required  shall  be  so  ar¬ 
ranged  and  controlled  by  an  automatic  switch  that 
when  the  primary  source  of  energy  fails,  the 
secondary  source  will  be  automatically  connected 
to  the  fire  alarm  signal  system.  Intermediate  de¬ 
vices  are  prohibited  between  the  fire  alarm  con¬ 
trol  board  and  the  source  of  current  supply,  ex¬ 
cept  where  specifically  approved  by  the  board  for 
the  purpose  intended. 

Central  Stations 

12.3  When  the  energy  for  a  fire  alarm  signal  system  is 
supplied  by  a  central  station  power  system  it  shall 
be  accepted  as  the  sole  source  of  supply;  connec¬ 
tions  shall  be  made  on  the  street  side  of  the  service 
switch  except  that  in  cases  where  the  master 
meter  is  within  thirty  (30)  feet  of  the  main  switch 
of  the  premises,  permission  may  be  given  by  the 
Commissioner  to  connect  to  the  house  side  of  the 
meter  when  a  certificate  of  recent  date  from  an 
authority  of  competent  jurisdiction  has  certified 
that  the  electrical  wiring  throughout  the  premises 
is  in  a  safe  condition.  When  a  house  side  con¬ 
nection  is  made,  the  fire  alarm  cutout  shall  be  the 
first  connection  and  as  near  as  possible  to  the 
meter.  Same  shall  be  enclosed  in  a  locked  or 
sealed  metal  cabinet,  painted  fire  department  red 
and  stenciled  “Interior  Fire  Alarm.”  Fuses  shall 
be  of  the  enclosed  cartridge  type.  Screw  plug 
fuses  will  not  be  accepted.  The  cutout  shall  be  a 
three  pole  cartridge  fuse  cutout  with  neutral  fuse 
replaced  by  a  solid  copper  bar.  The  smallest  size 
fuse  used  on  a  fire  alarm  system  shall  be  fifteen 
(15)  amperes. 
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Rule  15.  Maintenance 


Isolated  Plants 

12.4  Energy  from  isolated  electric  light  and  power 
plants  shall  be  used  for  fire  alarm  signal  systems 
only  when  there  is  a  more  than  one  generating 
unit  and  the  plant  is  always  in  operation  when  the 
building  is  occupied.  When  only  one  generator 
unit  is  employed,  the  source  of  energy  shall  be 
supplemented  by  storage  battery  or  other  auxiliary 
service.  The  fire  alarm  service  connection  shall 
be  taken  from  the  main  bus  of  the  house  switch¬ 
board  and  installed  in  accordance  with  the  service 
requirements  under  central  stations.  When  a  house 
side  connection  is  made,  the  fire  alarm  cutout 
shall  be  the  first  connection  and  as  near  as  possible 
to  the  meter.  Same  shall  be  enclosed  in  a  locked 
or  sealed  metal  cabinet,  painted  fire  department 
red  and  stenciled  “Interior  Fire  Alarm.”  Fuses 
shall  be  of  the  enclosed  cartridge  type.  Screw 
plug  fuses  will  not  be  accepted.  The  cutout  shall 
be  a  three  pole  cartridge  fuse  cutout  with  neutral 
fuse  replaced  by  a  solid  copper  bar.  The  smallest 
size  fuse  used  on  a  fire  alarm  system  shall  be 
fifteen  (IS)  amperes. 

Storage  Battery 

12.5  When  a  storage  battery  equipment  is  used  as  the 
sole  source  of  current  for  a  fire  alarm  signal  sys¬ 
tem,  the  storage  battery  shall  be  provided  in 
duplicate ;  or  an  approved  type  trickle  charger 
may  be  substituted  for  the  duplicate  storage  bat¬ 
tery  located  in  a  room  sufficiently  ventilated.  Such 
installations  shall  be  equipped  with  a  switchboard ' 
or  panel  of  approved  material  on  which  are 
mounted  volt  meters,  ammeters,  circuit  breakers, 
fuses,  resistances,  switches,  starting  devices  for 
motors,  field  rheostats  for  generator  and  other 
apparatus  required  for  charging  and  operating  the 
battery. 

12.6  Storage  batteries  shall  be  so  located  and  ventilated 
as  to  avoid  danger  of  sparking  contacts  igniting 
flammable  gases  or  vapors. 

In  no  case  shall  a  storage  battery  be  located  in 
the  same  room  with  a  gas  meter. 

Rule  13.  Acceptance  Test 

13.1  Upon  completion  of  a  fire  alarm  signal  system  and 
as  a  condition  of  acceptance,  a  test  of  the  entire 
installation  shall  be  made  under  the  direction  of 
the  Commissioner. 

13.2  All  systems  shall  show  an  insulation  resistance  of 
not  less  than  ten  (10)  megohms  with  signaling 
apparatus  disconnected. 

13.3  The  owner  or  contractors  shall  furnish  all  the 
necessary  tools,  instruments  and  labor  to  conduct 
this  test  when  required  by  the  Commissioner.  The 
contractor  shall  notify  the  Department  having 
jurisdiction  in  writing  at  the  start  and  upon  com¬ 
pletion  of  the  installation. 

Rule  14.  Daily  and  Monthly  Test 

14.1  Every  fire  alarm  system  shall  be  tested  each  morn¬ 
ing  immediately  after  the  hours  of  starting  work. 
No  such  system  shall  be  used  for  any  other  pur¬ 
pose,  except  that  the  daily  dismissal  signals  may 
be  given  if  authorized  by  the  Commissioner.  The 
use  of  the  system  for  fire  drill  purposes  may  be 
considered  a  test  of  those  parts  of  the  system  ac¬ 
tually  used. 

14.2  Each  sending  station  shall  be  tested  at  least  once 

a  month. 

14.3  All  apparatus  requiring  winding  shall  be  rewound 
after  each  operation  and  kept  in  normal  condition. 

14.4  A  complete  record  of  monthly  tests,  fire  drills 
and  other  operations  of  fire  alarm  systems  shall 
be  kept  subject  to  inspection  by  the  Commissioner. 


15.1  Interior  fire  alarm  systems  shall  be  maintained  in 
operating  condition  at  all  times,  unless  the  build¬ 
ings  are  vacated  for  a  period  longer  than  one 
week.  If  the  system  becomes  inoperative  at  any 
time,  it  shall  be  the  duty  of  the  owner  or  the  per¬ 
son  designated  by  him  to  be  in  charge  of  the 
system  to  notify  all  the  occupants  of  the  building 
and  to  take  immediate  steps  to  have  the  system 
restored  to  working  order.  He  shall  also  place 
cards  on  the  fire  alarm  boxes  indicating  that  the 
system  is  out  of  order. 

15.2  If,  for  any  reason,  it  becomes  necessary  to  discon¬ 
nect  the  source  of  current  of  any  system,  the  owner 
or  other  responsible  person  shall  notify  the  Com¬ 
missioner  in  advance  of  such  disconnection,  stating 
the  reason  therefor. 

15.3  In  systems  using  break  glass  ype  stations,  at 
least  one  (1)  extra  glass  for  each  station  in  the 
system  shall  be  kept  on  the  premises. 

Rule  16.  Alarm  Boxes 

16.1  In  fire  alarm  signal  systems  the  metal  case  en¬ 
closing  exposed  or  surface  alarm  be  .ees  shall  be 
of  cast  iron  and  drilled  and  tapped  to  receive  the 
conduit.  When  exposed  to  moisture  the  box  shall 
be  enclosed  in  a  suitable  weather-proof  outer  shell. 
In  new  buildings,  approved  back  boxes  embedded 
in  the  wall  may  be  used  and  the  conduits  shall  be 
properly  secured  by  lock  nuts  and  bushings. 

16.2  All  current  carrying  parts  shall  be  insulated  from 
parts  of  opposite  polarity  with  approved  insulating 
material. 

16.3  All  coded  pull  lever  type  stations  shall  be  fitted 
with  a  door  to  protect  the  pull  lever  against  ac¬ 
cidental  injury.  Such  door  shall  have  a  handle 
rigidly  secured  thereon  and  be  so  constructed  as 
to  open  readily.  The  wording  “In  Case  of  Fire 
Open  Door  and  Pull  Down  Lever”  in  raised  let¬ 
ters  or  equivalent  instructions  shall  appear  on  the 
door. 

16.4  All  break-glass  type  fire  alarm  boxes  shall  be  pro¬ 
vided  with  suitable  hammers  on  chains  of  ap¬ 
proved  type  attached  to  or  near  the  boxes  with 
which  the  glass  can  readily  be  broken ;  or  other 
methods  may  be  used  to  break  the  glass  when  ap¬ 
proved  by  the  Commissioner. 

16.5  All  break-glass  boxes  shall  have  in  raised  letters 
on  the  fronts,  the  words  “Fire  Alarm — In  Case  of 
Fire  Break  Glass,”  and  such  additional  instruc¬ 
tions  as  may  be  necessary  to  send  an  alarm. 

16.6  The  box  or  station  shall  be  so  designed  that  once 
started,  the  proper  transmission  of  a  complete  set 
of  signals  cannot  be  interfered  with  by  manipula¬ 
tion  of  its  starting  device. 

16.7  Each  closed  circuit  coded  box  or  station  shall  be 
arranged  to  send  a  definite  code  of  signals  to  in¬ 
dicate  the  floor  or  portion  of  same  on  which  it  is 
located. 

16.8  Not  less  than  three  (3)  or  more  than  twenty  (20) 
taps  or  blasts  shall  be  given  at  each  revolution 
of  the  code  wheel. 

16.9  The  code  wheel  shall  revolve  at  least  four  (4) 
times  for  each  operation  of  its  starting  device  and 
be  of  metal  properly  insulated  from  ground. 

16.10  Boxes  or  stations  used  in  systems  in  which 
whistles,  vibrating  bells  or  horns  are  employed 
shall  be  so  timed  that  the  sounding  devices  will 
give  the  code  signal  clearly. 

16.11  Contact  points  shall  be  in  multiple. 

16.12  Contact  points  and  contacts  of  the  testing  devices 
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shall  be  of  silver  or  other  approved  material  and 
be  of  the  scraping  type,  secured  in  a  substantial 
manner  to  phosphor  bronze  or  other  approved  ma¬ 
terial  springs,  and  be  so  designed  as  to  positively 
break  a  circuit  carrying  one-tenth  (1/10)  ampere 
at  two  hundred  and  fifty  (250)  volts  under  ac¬ 
tual  working  conditions. 

16.13  Lever  boxes  shall  be  so  designed  as  to  auto¬ 
matically  wind  when  the  lever  is  pulled  for  an 
alarm.  Boxes  requiring  glass  replacements  shall 
be  so  arranged  that  replacement  cannot  be  made 
without  resetting  mechanism  for  another  alarm. 

16.14  Where  it  becomes  necessary  to  install  more  than 
one  set  of  contacts  operating  from  code  wheel, 
permission  in-  writing  in  advance  must  be  obtained 
from  the  Commissioner.  This  shall  not  include 
pre-signal  features. 

16.15  The  box  shall  have  plainly  marked  thereon  its 
code  signal  number. 

Rule  17.  Non-Coded  Boxes 

17.1  Non-coded  closed  circuit  fire  alarm  stations  may 
be  operated  by  a  break-glass  or  pull  lever  device  so 
arranged  that  the  alarm  cannot  be  interfered  with 
except  by  resetting  or  replacement  of  the  glass 
by  an  authorized  person. 

17.2  The  construction  and  materials  shall  be  equal  to 
that  of  the  standard  approved  type  coded  closed 
circuit  station  except  that  the  contacts  shall  be  of 
ample  capacity  to  safely  carry  the  entire  operating 
current  of  the  gong  circuit  without  excessive 
heating. 

Rule  18.  Station  Testing  Devices 

18.1  Each  fire  alarm  system  shall  be  provided  with  an 
auxiliary  device  to  test  the  signaling  devices,  lo¬ 
cated  in  one  of  the  alarm  boxes  or  mounted  on 
the  control  board  Such  testing  devices  shall  be 
arranged  to  make  the  test  without  operating  the 
break  wheel  of  the  box  or  interfering  with  the 
dual  operating  feature. 

18.2  Provision  shall  be  made  for  a  silent  test  of  coded 
alarm  box  mechanisms  without  operating  the  sig¬ 
naling  devices.  Such  device  shall  be  designed  to 
prevent  any  persons  except  those  in  authority 
from  operating  the  same  and  to  prevent  the  pos¬ 
sibility  of  the  box  being  left  inoperative  after  the 
test. 

Rule  19.  Supervising  Current 

19.1  A  small  current  flow  to  constantly  supervise  each 
circuit  shall  be  maintained.  A  milliammeter,  or 
other  approved  current  indicator  shall  be  provided 
and  so  connected  as  to  indicate  the  supervising 
current. 

19.2  The  supervising  circuit  shall  be  provided  with  a 
trouble  bell  operating  on  open  circuit  arranged  to 
ring  continuously  in  case  of  failure  of  the  system. 
The  trouble  bell  shall  be  so  located  that  it  will' be 
within  audible  range  of  some  responsible  person 
in  the  building  and  shall  be  connected  to  the  elec¬ 
tric  light  or  power  service  in  the  building.  Per¬ 
mission  may  be  granted  by  the  Commissioner  to 
connect  the  trouble  bell  to  a  battery  of  approved 
type. 

19.3  Trouble  bells  shall  not  be  fitted  with  silencing 
switches  except  in  such  a  manner  that  the  act  of 
silencing  the  bell  by  the  operation  of  the  switch, 
automatically  and  positively  transfers  the  trouble 
signal  to  a  red  lamp  on  the  control  board  fed  by 
some  auxiliary  source  of  current  supply.  This 
auxiliary  source  of  current  shall  be  a  house  light¬ 
ing  circuit  or  any  other  approved  source. 


19.4  The  trouble  bell  shall  be  of  an  approved  design  of 
the  vibrating  type  and  give  a  distinctive  signal. 

Rule  20.  Protection  of  Sending  and  Sounding 
Devices 

20.1  In  fire  alarm  signal  systems,  all  moving  parts  of 
sending  stations  and  sounding  devices  shall  be 
enclosed  in  metal  casings,  made  dust-proof  and 
damp-proof  when  necessary,  and  clearly  marked 
with  instructions  for  use. 

20.2  Whenever,  necessary,  hammer  rods  of  gongs  shall 
be  suitably  protected  against  mechanical  injury 
or  derangement  by  the  use  of  a  guard  or  other 
suitable  means.  If  subject  to  mechanical  injury, 
the  entire  device  shall  also  be  enclosed  in  a  pro¬ 
tecting  case  made  of  approved  wire  netting  or 
perforated  metal.  All  casings  shall  be  insulated 
from  current  carrying  parts,  but  shall  be  grounded 
to  the  conduit. 

Rule  21.  Standards  of  Electric  Alarm  Apparatus 

21.1  All  electrically  actuated  apparatus  used  in  fire 
alarm  systems  shall  be  so  designed  and  constructed 
that  it  will  operate  satisfactorily  at  a  current  flow 
of  twenty-five  (25)  per  cent  above  or  below  the 
normal  operating  current. 

Insulation 

21.2  Insulating  materials  used  in  electric  fire  alarm 
signal  systems  shall  be  varnished  cambric,  bake- 
lite,  mica  or  other  approved  insulating  material. 

21.2.1  The  use  of  fibre  or  paper  as  an  insulating 
material  for  fire  alarm  signal  systems  shall 
not  be  permitted. 

21.3  The  insulating  material  used  on  electric  fire  alarm 
signal  systems  shall  be  capable  of  withstanding  an 
insulation  break-down  test  of  one  thousand  (1000) 
volts  A.  C.  plus  twice  operating  voltage  applied 
for  one  (1)  minute. 

Electro-Magnets 

21.4  Electro-magnet  windings  shall  be  impregnated 
with  an  insulating  moisture  repelling  compound 
or  shall  be  of  silk  enameled  wire. 

21.5  Electro-magnet  coils  to  be  used  on  alternating 
current  when  composed  of  enameled  wire  shall 
have  an  additional  approved  insulation  on  each 
wire.  The  coils  may  be  of  the  form  wound  type. 

21.6  A  protective  cover  to  prevent  mechanical  injury 
shall  be  provided  over  the  entire  coil. 

21.7  Electro-magnet  coils  shall  be  securely  fastened  to 
prevent  floating. 

21.8  Electro-magnet  cores  shall  be  of  the  best  grade 
of  ferrous  material  so  as  to  reduce  to  a  minimum 
the  possibility  of  failure  due  to  residual  mag¬ 
netism. 

21.9  Electro-magnet  cores  for  use  on  alternating  cur¬ 
rent  shall  be  of  laminated  construction  or  other 
approved  method  to  prevent  heating  and  promote 
efficiency. 

21.10  Electro-magnet  cores  of  relays  and  gongs  shall 
be  treated  to  prevent  corrosion. 

21.10.1  Paint  or  varnish  for  this  purpose  shall 
not  be  used. 

21.11  Non-magnetic  freeze  pins  shall  be  used  which  will 
prevent  two  magnet  surfaces  coming  in  actual 
contact. 

Gongs 

21.12  Gong  shells  shall  be  pinned  to  prevent  turning  and 
then  securely  fastened  to  its  support  by  a  machine 
cap  screw  at  least  three-eighths  ()4)  inch  in 
diameter. 
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21 . 13  Gong  shells  shall  be  covered  with  an  approved 
rust  preventive. 

21.14  The  gong  shell  support  and  gong  frames  shall  be 
cast  in  one  piece. 

Wiring 

21 . 15  All  connections  shall  be  properly  protected,  se¬ 
curely  made  and  where  subject  to  motion  shall  be 
of  approved  flexible  wire. 

21 . 16  All  wiring  of  control  board,  station  and  gong  cir¬ 
cuits  shall  be  at  least  No.  14  B.  &  S.  gauge. 

21.17  Binding  posts  shall  be  of  such  a  character  that 
the  wire  is  held  between  two  flat  surfaces. 

21 . 18  Binding  posts  shall  be  mounted  on  an  approved 
terminal  block  or  insulating  strip  spaced  not  nearer 
than  one-half  (]/2)  inch  to  each  other,  unless  sepa¬ 
rated  by  approved  barriers. 

Relays 

21.19  The  armatures  of  all  relays  shall  depend  on  grav¬ 
ity  or  magnetic  attraction  for  their  operation. 

21.19.1  This  action  may  be  assisted  by  flat  type 
springs  when  approved  by  the  Commis¬ 
sioner. 

21.19.2  The  use  of  spiral  springs  is  prohibited. 

21.20  Adjustments  shall  be  of  such  a  character  that 
they  can  be  securely  locked. 

21.21  Contact  points  shall  be  ample  in  area  not  only  to 
take  care  of  current  used  in  operation  but  to 
insure  long  life  and  shall  be  of  pure  silver,  or 
other  approved  material,  properly  riveted  to  their 
support. 

21.22  Contact  arms  shall  be  of  phosphor  bronze  and  be 
of  the  dead  beat  type. 

21.23  Contact  assemblies  shall  be  of  such  a  character 
that  their  operation  will  be  of  a  scraping  self¬ 
cleansing  nature. 

21.24  The  use  of  condensers  across  contacts  to  absorb 
the  arc  or  in  any  part  of  a  fire  alarm  circuit  is 
prohibited. 

21.25  Relays  shall  be  free  from  objectionable  hum  when 
used  on  alternating  current. 


Rule  22.  Time  Limit  Delay  Device 

22.1  All  gong  circuits  shall  and  special  signal  apparatus 
may  when  required  by  the  Commissioner,  be  pro¬ 
tected  by  a  Time  Limit  Delay  Device. 

Note:  This  time  limit  delay  device  shall  consist 
of  a  heating  coil  so  designed  that  the  nor¬ 
mal  operating  current  will  have  little  or 
no  effect  upon  a  thermostatic  bi-metal  bar 
or  strip  contained  therein.  Any  abnormal 
increase  over  operating  current  or  the  con¬ 
tinued  accumulative  heating  effect  thereof 
after  a  period  of  not  less  than  three  (3) 
minutes  nor  more  than  twenty  (20)  min¬ 
utes  shall  cause  the  thermostatic  element 
to  expand.  The  expansion  of  this  element 
shall  automatically  open  the  source  of  cur¬ 
rent  supply  to  the  gongs  or  devices  pro¬ 
tected. 

22.2  The  operation  of  the  time  limit  delay  device  shall 
cause  the  trouble  bell  to  ring. 

22.3  Time  limit  delay  devices  shall  be  so  connected 
in  the  fire  alarm  circuit  that  their  operation  will 
not  open  the  fire  alarm  box  circuits. 

22.4  Where  due  to  the  extent  of  the  installation,  it  be¬ 
comes  necessary  to  install  a  number  of  time  limit 
delay  devices,  the  operation  of  a  single  time  limit 


delay  device  shall  not  affect  other  sounding  devices 
similarly  protected. 

22.5  A  contactor  relay  to  operate  the  sounding  devices 
shall  be  provided  on  all  direct  current  gong  cir¬ 
cuits  exceeding  three  (3)  and  all  alternating  cur¬ 
rent  gong  circuits  exceeding  two  (2)  in  number. 

22.6  Gong  circuits  not  requiring  contactor  relays  shall 
be  operated  by  contacts  properly  placed  on  the 
armature  of  the  box  circuit  relay. 

22.7  A  separate  time  limit  delay  device,  contactor 
relay,  contactor  supervisory  relay  and  gong  super¬ 
visory  relay  shall  be  provided  for  each  four  (4) 
gong  circuit  or  fraction  thereof. 

Switches 

22.8  Triple  pole,  double  throw,  broken  back  knife 
switches  properly  supervised  and  connected  to 
emergency  resistors  shall  be  provided  on  all  box 
and  gong  circuits  when  they  exceed  three  (3)  in 
number. 

Instruments 

22.9  A  separate  approved  milliammeter  or  other  ap¬ 
proved  current  indicating  device  shall  be  provided 
for  the  box  circuit  and  each  four  (4)  gong  circuit 
on  the  control  board  when  the  gong  circuits  exceed 
three  (3)  in  number.  A  separate  milliammeter 
shall  be  provided  to  indicate  the  supervisory  cur¬ 
rent  of  contactor  relays  and  emergency  switch 
circuits.  This  meter  shall  be  known  as  the  Board 
Meter. 

Resistors 

22.10  Resistors  shall  be  mounted  on  the  front  or  face 
of  control  panels  and  shall  be  of  vitreous  enam¬ 
eled  type. 

Note:  Wire  wound  resistors  when  protected  by 
a  suitable  metal  guard  may  be  used  in  spe¬ 
cial  cases  when  approved  by  the  Commis¬ 
sioner. 

22.11  Ferrule  or  knife  contact  type  resistors  shall  not 
be  used. 

22.12  A  protective  resistor  shall  be  placed  in  the  nega¬ 
tive  or  live  lead  of  all  box  circuits  to  protect  the 
contacts  of  the  boxes  in  the  event  of  a  ground. 

22.12.1  This  resistor  shall  be  not  less  than  three- 

hundred  (300)  nor  more  than  seven  hun¬ 
dred  and  fifty  (750)  ohms  resistance. 

Rule  23.  Control  Boards 

23.1  All  relays,  current  indicators,  resistances,  time 
limit  delay  devices  and  other  apparatus  used  in 
connection  with  the  operation  and  supervision  of 
closed  circuit  fire  alarm  signal  systems  shall  be 
properly  mounted  on  a  panel  of  approved  material, 
in  a  metal  cabinet  provided  with  lock  and  key. 
The  control  board  shall  be  located  in  a  place  sub¬ 
ject  to  the  least  vibration,  free  from  moisture, 
inflammable  gases,  dust  and  mechanical  injury  and 
under  frequent  view  of  a  responsible  occupant  of 
the  building  delegated  by  the  owner  to  be  in 
charge. 

23.2  Control  board  panels  shall  be  of  insulating  mate¬ 
rial  such  as  ebony  asbestos,  bakelite  or  other  ap¬ 
proved  materials  at  least  one-half  (J4)  inch  in 
thickness. 

23.3  Control  boards  mounted  in  each  cabinet  shall  be 
securely  fastened  in  each  corner. 

23.4  Provision  shall  be  made  for  ample  wire  gutter 
space  around  the  panel. 
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23.5  Conduit  knockouts  shall  not  be  provided  in  top 
of  control  board  cabinet. 

23.6  An  approved  wiring  diagram  of  the  alarm  system 
and  card  of  instruction  properly  marked  and  se¬ 
curely  fastened  shall  be  provided  within  the  con¬ 
trol  board  cabinet.  When  it  becomes  necessary 
to  mount  the  diagram  outside  of  the  cabinet,  the 
diagram  shall  be  properly  framed  under  glass. 

23.7  All  control  board  cabinets  shall  be  provided  with 
sight  hole  and  glass  panel  to  make  meters  on 
the  inside  of  the  cabinets  visible  from  the  outside. 

23.8  Wires  in  gutter  spaces  shall  be  properly  laced  in 
a  neat  and  workmanlike  manner  on  all  control 
boards  having  a  capacity  for  more  than  three  (3) 
gong  circuits. 

(Rule  24.  Battery  Cabinets 

24.1  All  electric  batteries  for  fire  alarm  signal  systems 
shall  be  placed  in  substantial  protecting  cabinets 
thoroughly  ventilated,  elevated  not  less  than  one 
(1)  nor  more  than  five  (5)  feet  above  the  floor 
and  located  in  clean,  dry  and  cool  places  where 
the  temperature  will  not  be  less  than  forty  (40) 
nor  more  than  one  hundred  and  ten  (110)  degrees 
Fahrenheit.  Main  battery  cabinets  shall  be  so 
constructed  that  the  condition  of  the  elements  may 
be  observed  without  disturbing  the  cells. 

24.2  Metal  battery  cabinets  shall  be  constructed  of  sheet 
iron  or  steel,  not  less  than  No.  14  U.  S.  gauge  in 
thickness,  properly  reinforced  by  angle  irons,  with 
self-closing  doors  provided  with  lock  and  key  and 
wood  shelves  not  less  than  seven-eighths  (%)  of 
an  inch  thick,  unless  the  battery  is  of  the  spray- 
proof  type,  properly  fastened  and  secured  to  pre¬ 
vent  sagging.  The  interior  and  the  exterior  of 
the  cabinet  shall  be  protected  with  three  (3)  coats 
of  asphaltum  compound,  each  coat  to  be  thor¬ 
oughly  dry  before  the  next  is  applied,  or  with 
baked  enamel. 

24.3  Wood  battery  cabinets  shall  be  constructed  of 
the  first  grade  of  kiln  dried  wood  not  less  than 
seven-eighths  (%)  of  an  inch  thick  and  shall  be 
provided  with  self-closing  door  and  approved  lock. 
The  shelves  shall  be  not  less  than  seven-eighths 
(Y%)  of  an  inch  thick  properly  fastened  and  se¬ 
cured  to  prevent  sagging.  The  cabinet  shall  be 
of  substantial  construction  painted  on  the  interior 
with  three  (3)  coats  of  asphaltum  compound  and 
on  the  exterior  with  three  (3)  coats  of  lead  paint 
or  two  (2)  coats  of  varnish. 

24.4  Storage  batteries  may  be  placed  on  enamaled  metal 
battery  racks,  provided  the  batteries  are  installed 
in  a  place  where  they  will  not  be  subject  to  me¬ 
chanical  injury,  and  will  be  ventilated  as  required 
in  Rule  12.6. 

Rule  25.  Painting  of  Equipment 

25.1  All  enclosing  cases  for  fire  alarm  apparatus  shall 
be  finished  in  fire  department  red,  except  where 
special  permission  is  given  by  the  Commissioner 
to  deviate  from  this  requirement. 

Rule  26.  Closed  Circuit  Annunciators 

26.1  Annunciators  used  in  connection  with  Qass  3  fire 
alarm  systems  shall  be  of  an  approved  closed  cir¬ 
cuit  type. 

26.2  The  annunciator  shall  have  approved  type  of  re¬ 
lays  equipped  with  a  suitable  target,  shutter  or 
other  indicating  device. 

26.2.1  The  indicating  device  shall  have  marked 
thereon  a  suitable  description  of  the  pur- 
i  pose  it  serves. 


26.3  The  printed  designation  on  unit  or  building  annun¬ 
ciator’s  indicators  shall  be  legible.  The  mecha¬ 
nism  shall  be  so  arranged  that  once  operated  the 
indicating  device  shall  be  reset  manually. 

26.4  A  unit  annunciator  shall  be  so  designed  that  the 
operation  of  any  station  in  the  unit  shall  cause  a 
visible  and  audible  signal. 

26.5  The  unit  annunciator  shall  be  actuated  by  contact 
on  code  wheel  of  the  fire  alarm  station  or  by  con¬ 
tact  on  a  relay  connected  to  the  fire  alarm  box 
circuit.  In  no  case  shall  the  station  fire  alarm 
circuit  be  used  for  this  purpose. 

26.6  Trouble  annunciators  shall  be  so  arranged  that 
the  indicating  device  will  reset  automatically  when 
cause  of  trouble  has  been  removed. 

26.7  The  trouble  annunciator  shall  be  so  designed  that 
it  will  indicate  visible  and  audible  trouble  signals 
in  the  event  of  trouble  occurring  on  any  circuit, 
control  board  or  unit  annunciators. 

26.8  The  trouble  annunciator  shall  be  actuated  by  the 
operation  of  contacts  on  all  supervisory  relays. 

26.8.1  Each  relay  of  this  annunciator  shall  be 

-provided  with  two  (2)  sets  of  contacts  so 
arranged  that  one  will  operate  the  one 
hundred  and  ten  (110)  volt  trouble  signal, 
the  other  set  to  actuate  the  register  if  a 
register  is  used. 

26.9  A  trouble  buzzer  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  unit  annunciator  cabinet  on 
the  panel. 

26.10  A  trouble  bell,  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  trouble  annunciator  cabinet 
on  the  panel.  Trouble  bell  may  be  placed  at  a 
distance  from  the  annunciator  by  special  permis¬ 
sion  of  the  Commissioner. 

26.11  Relay  drops  of  annunciator  shall  be  so  designed 
that  vibration  from  without  or  that  caused  by  the 
trouble  signal  within  will  not  operate  the  indicat¬ 
ing  devices. 

26.12  All  annunciators  shall  be  installed  in  a  separate 
red  enameled  steel  cabinet  provided  with  an  ap¬ 
proved  lock  and  key. 

26.13  Annunciators  shall  be  properly  marked  in  white 
letters  at  least  one  (1)  inch  high  with  the  words: 
“Fire  Alarm  Annunciator”  Zone  —  or  “Fire  Alarm 
Trouble  Annunciator,”  whichever  the  case  may  be. 

Rule  27.  Licensed  Contractors 

27.1  No  person  shall  install,  alter  or  repair  or  cause 
to  be  installed,  altered,  or  repaired  electrical  wir¬ 
ing  or  apparatus  for  fire  alarm  systems  in  any 
building,  except  a  person  holding  a  license,  or  a 
special  license  in  accordance  with  Chapter  9  of 
the  Code  of  Ordinances  of  the  City  of  New  York. 
The  enforcing  authority  shall  not  approve  any 
installation,  alteration  or  repair  done  in  violation 
of  this  rule. 

Rule  28.  Used  or  Rebuilt  Apparatus 

28.1  Used  apparatus  shall  not  be  re-used  for  any  in¬ 
terior  fire  alarm  system  under  these  Rules  and 
Regulations  until  the  same  has  been  reconditioned 
in  the  shop  of  a  reliable  manufacturer  building 
interior  fire  alarm  apparatus  which  has  been  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals. 
Approval  in  writing  shall  be  obtained  from  the  en¬ 
forcing  authority  prior  to  installation.  The  en¬ 
forcing  authority  shall  not  approve  for  use,  used 
or  reconditioned  apparatus  that  may  not  give  sat¬ 
isfactory  service. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  Sy2  pounds 

3  inches .  5  1/5  9]/2  pounds 

4  inches . -.  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33J4  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we’ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re-  33.  One  and  one-half  inch  ferrules  are  not  permitted, 

quired  the  fittings  used  on  same  must  also  be  galvanized.  34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste  brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit-  than  the  following  weights : 

tings,  with  smooth  interior  waterway,  and  threads  tapped,  .  - . —  .■  :  ■  = 

so  as  to  give  a  uniform  grade  to  branches  of  not  less  than  Diameters  Weights 

one-fourth  of  an  inch  per  foot.  _J _ _ _ _ 


27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
naif  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
tnicKness  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2*4  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3*4  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

414  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1 14  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2 J4  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3 54  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

414  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


1^4  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 *4  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part -must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


1J4  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Weights  pel' 

Diameters  Linear  Font 


\yA  inch  (for  flush  pipes  only) .  2}4  pounds 

1^4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4*4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches’.  *.  '.  ’.  ’.  ". .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 


I 


1509 


ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
alter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick ;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 

ram  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 


Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
'adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  mav  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

.  61-  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
ed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 

can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall  Fall 

Pipe  Inch  per  Foot  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 
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above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 

than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 

Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks . .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1^4  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1  y2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter  ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1^4  inch  branches  on  a  1J4  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1J4  inch  branches  on  a  2  inch  main  branch. 

2-2  1  ■ 

4  iy2  |  inch  branches  on  a  2  inch  main  branch. 
1-2  / 

r  i  r/  >  inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 


111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets .  4 

Traps  for  slop  sinks .  3 

'Traps  for  kitchen  sinks .  2 

Traps  for  wash  trays .  2 

'Traps  for  urinals .  2 

Traps  for  shower-baths .  2 


inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 


Traps  for  other  fixtures .  1*4  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
'by  a  trap  of  at  least  one  and  one-half  (154)  inches  in 

diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(54)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 

1  the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (154)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1 54.  inches  in  diameter 
nor  larger  than  1^4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  ploset  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  ($4)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1,  1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary ;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  \l/2  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Weights  per 

Diameters  Linear  Foot 


Vs 

inch . 

.  0.56 

pound 

V2 

inch . 

.  0.85 

pound 

V 

inch . 

.  1.12 

pound 

1 

inch . 

.  1.67 

pound 

inch . 

.  2.24 

pounds 

P/2 

inch . 

.  2.68 

pounds 

2 

inch . 

.  3.61 

pounds 

2/2 

inch . 

.  5.75 

pounds 

3 

inch . 

.  7.54 

pounds 

3J4 

inch . 

.  9.00 

pounds 

4 

inch . 

.  10.66 

pounds 

No  pipe  allowed  of  less  than  )4  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  y  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

H 

inch . 

.  26 

feet 

3 

Yt 

inch . 

.  36 

feet 

6 

Ya 

inch . 

.  60 

feet 

20 

1 

inch . 

.  80 

feet 

35 

154 

inch . 

.  110 

feet 

60 

154 

inch . 

.  150 

feet 

100 

2 

inch . 

.  200 

feet 

200 

2/2 

inch . 

.  300 

feet 

300 

3 

inch . 

.  450 

feet 

450 

354 

inch . 

.  500 

feet 

600 

4 

inch . 

.  600 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information: 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and  : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions;  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 

USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w;th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1  xA-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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RULES  FOR  LIQUEFIERS  USED  TO  CONVERT  SOLID  CARBON  DIOXIDE  TO  A  LIQUID  AND 
/OR  A  GAS,  IN  ACCORDANCE  WITH  THE  PROVISIONS  OF  SECTION  214, 
ARTICLE  17  OF  CHAPTER  10  OF  THE  CODE  OF  ORDINANCES 

ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  JUNE  26,  1936. 

EFFECTIVE,  JULY  27,  1936. 


(262-35-SR) 

Authority : 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand¬ 
ards  and  Appeals  by  Section  718-A,  sub-division  3  of 
Chapter  XIV -A  of  the  Charter  of  the  City  of  New  York 
for  the  carrying  into  effect  the  provisions  of  Section  214, 
Article  17,  Chapter  10  of  the  Code  of  Ordinances. 

Rule  1.  Certificate  of  Approval. 

A  Certificate  of  Approval  shall  be  obtained  by  the  manu¬ 
facturer  from  the  Fire  Chief  and  Commissioner  for  each 
type  of  liquefier  or  converter  to  be  used  for  the  conversion 
of  solid  carbon  dioxide  to  liquid  carbon  dioxide  as  in  full 
compliance  with  these  Rules.  A  Certificate  of  Approval 
shall  also  be  obtained  from  the  Fire  Chief  and  Commis¬ 
sioner  for  each  system  used  to  convert  solid  carbon  dioxide 
to  liquid  carbon  dioxide  for  filling  portable  cylinders  or 
other  containers  as  in  full  compliance  with  these  Rules. 

Rule  2.  Certificate  of  Fitness. 

A  Certificate  of  Fitness  shall  be  obtained  from  the  Fire 
Chief  and  Commissioner  for  each  operator  of  a  -liquefier 
system  used  to  convert  solid  carbon  dioxide  to  liquid  car¬ 
bon  dioxide  for  filling  portable  cylinders  or  other  con¬ 
tainers. 

Rule  3.  Inspection  Test  Report. 

A  disinterested  inspection  service,  approved  by  the  Fire 
Chief  and  Commissioner,  shall  inspect  all  material  and 
workmanship  of  all  liquefiers  at  the  place  of  manufacture 
and  shall  verify  compliance  with  these  Rules,  witness  all 
tests  and  shall  furnish  the  Fire  Chief  and  Commissioner 
with  a  test  report  as  follows : 

A.  Test  reports  for  liquefiers,  other  than  redesigned  portable 
cylinders,  shall  show  all  information  called  for  in  para¬ 
graph  23,  I.  C.  C.  Specification  3A,  except  as  follows : 

1.  “Marks  stamped  into  shoulder  of  cylinder.”  This 
shall  be  as  per  Rule  “11  Marking”  hereinafter  speci¬ 
fied.  Actual  markings  shall  be  shown  on  test  report. 

2.  “Record  of  hydrostatic  tests.”  This  shall  be  as 
per  Rule  “9  Testing”  hereinafter  specified. 

3.  Statement  shall  be  furnished  that  liquefier  covered 
in  said  test  report  comply  with  these  Rules,  and 
Certificate  of  Approval  Number  for  the  type  of 
liquefier  covered  in  said  test  report. 

B.  Test  report  for  converted  portable  cylinders  for  liquefier 
use  shall  show  for  each  converted  cylinder  the  follow¬ 
ing: 

1.  Liquefier  Serial  Number. 

2.  Original  number  of  cylinder  used  for  conversion. 

3.  Original  ownership  initials  of  cylinders  used  for 
conversion. 

4.  Original  I.  C.  C.  marking  of  cylinder  used  for  con¬ 
version. 

5.  Original  manufacturing  test  date  of  cylinder  used 
for  conversion,  and  name  of  original  manufacturer. 

6.  Test  pressure  applied  to  cylinder  before  conversion. 

7.  Total  expansion  obtained  on  cylinder  before  con¬ 
version. 

8.  Permanent  expansion  obtained  on  cylinder  before 
conversion. 

9.  Per  cent  expansion  obtained  on  cylinder  before  con¬ 
version. 


10.  Elastic  expansion  obtained  on  cylinder  before  con¬ 
version. 

11.  Outside  diameter  and  length  of  cylinder  before 
conversion. 

12.  A  statement  that  the  above  cylinders  before  con¬ 
version  into  liquefiers  were  tested  in  a  water  jacket 
in  accordance  with  these  Rules  and  I.  C.  C.  Regu¬ 
lations  and  the  results  appear  above. 

13.  A  statement  that  the  top  thickness,  opening  for 
cover  plate  and  distance  across  the  corner  where 
the  side  wall  meets  the  bottom  and  at  45°  to  the 
side  wall,  was  measured  and  the  dimensions  were 
found  to  conform  with  Rule  6,  F.  G.  H  and  I. 

14.  A  statement  that  after  assembly  each  liquefier  was 
given  an  open  hydrostatic  test  to  3,000  lbs.  and 
this  pressure  was  held  for  at  least  two  minutes 
without  showing  a  pressure  recession  of  more  than 
75  lbs. 

15.  The  liquefier  was  marked  as  follows:  (See  Rule 
“11  Marking”  for  requirements.) 

16.  A  statement  that  these  liquefiers  conform  to  these 

Rules,  and  that  the  type  of  liquefier  has  been  ap¬ 
proved  under  New  York  City  Fire  Department 
Certificate  of  Approval  Number . 

Rule  4.  Construction  Other  Than  Screw  Thread 
Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  Specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  devices  other  than 
screw  thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula : 

t  =  OD  x  P  x  .43 


S 

Where  OD  —  Outside  diameter  of  container 
t  —  Wall  thickness. 

P  =  3,000  lbs  PSI. 

S  =  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.). 

B.  The  “Top”  is  defined  as  that  portion  of  the  liquefier 
in  which  the  closure  device  is  installed  and  where  the 
ice  is  introduced. 

C.  The  minimum  thickness  of  the  top  before  machining 
shall  be  at  least  3*4  times  the  wall  thickness. 

D.  The  minimum  thickness  of  the  top  after  machining 
shall  be  at  least  3  times  the  wall  thickness. 

E.  The  minimum  distance  from  edge  of  the  hole  cut  or 
shaped  for  the  closure  device  to  the  outside  of  wall 
shall  be  4^4  times  the  wall  thickness. 

F.  The  maximum  width  of  the  machined  seat  shall  not  be 
more  than  iy2  times  the  wall  thickness. 

G.  The  outside  radius  connecting  the  top  of  the  liquefier 
to  its  side  wall  shall  not  be  more  than  1*4  times  the 
wall  thickness. 

H.  The  inside  radius  connecting  the  side  wall  to  the  top 
before  machining,  shall  not  be  less  than  2 *4  times  the 
wall  thickness. 

In  lieu  of  the  requirements  as  set  forth  in  C  to  H 
inclusive  above : 

The  top  portion  of  the  liquefier  including  closure  plate 
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shall  be  designed  with  a  factor  of  safety  of  not  less 
than  two  at  a  test  pressure  of  3000  lbs.  per  sq.  inch. 
The  design  shall  be  proven  by  a  test  to  destruction  for 
each  type  of  liquefier  before  a  certificate  of  approval 
shall  have  been  issued. 

I.  A  large  fillet  shall  be  provided  in  the  corner  of  the 
machined  seat  where  it  meets  the  inside  radius. 


by  any  cutting  of  threads  in  the  process  of  conversion 
into  a  liquefier,  except  as  specified  in  Rule  “5-B  Con¬ 
struction  Screw  Thread  Type.” 

F.  If  the  closure  is  formed  by  using  a  portion  of  the 
former  bottom  as  a  seat,  this  shall  only  be  permissible 
if  the  dimensions  of  the  liquefier  conform  to  those 
shown  in  the  Tables  II,  III  and  IV. 


Rule  5.  Construction  Screw  Thread  Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  device  of  the  screw 
thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula: 

t  =  OD  x  P  x  .43 


S 

Where  OD  =  Outside  diameter  of  container, 
t  —  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  —  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.) 

B.  The  thread  of  the  device  shall  be  designed  with  a  factor 
of  safety  of  not  less  than  4  at  a  test  pressure  of  3,000 
lbs.  per  sq.  in.  and  the  wall  thickness  after  cutting 
thread  shall  not  be  less  than  that  specified  in  Rule  5-A 
above. 


Rule  6.  Conversion  of  Portable  Cylinders  for 
Liquefier  Use. 

Seamless  portable  cylinders  made  to  I.  C.  C.  Specifica¬ 
tion  3  or  3A  for  oxygen  or  carbon  dioxide  and  originally 
designed  and  used  for  the  transportation  of  compressed  or 
liquefied  gases  shall  be  acceptable  for  alteration  or  conver¬ 
sion  into  carbon  dioxide  liquefiers  only  under  the  follow¬ 
ing  conditions; 

A.  Cylinders  which  have  been  in  a  fire  shall  not  be  used 
for  conversion  into  liquefiers  until  they  have  been 
properly  heat  treated  and  retested  as  specified  in  para¬ 
graph  423,  of  the  I.  C.  C.  Regulations. 

B.  Cylinders  which  show  surface  dents,  or  which  fail  to 
give  a  clear  ring  on  being  struck  with  a  hammer,  shall 
not  be  used  for  conversion  into  liquefiers. 

C.  Before  conversion  into  liquefiers,  each  cylinder  shall  be 
submitted  to  a  hydrostatic  test  of  3,000  lbs.  pressure 
in  a  water  jacket  under  the  conditions  specified  in 
paragraph  424  of  the  I.  C.  C.  Regulations  and  the 
total  and  permanent  expansion  shall  be  recorded.  A 
cylinder  shall  be  condemned  when  it  leaks  or  when  the 
permanent  expansion  exceeds  10  per  cent  of  the  total 
expansion. 

D.  If  in  the  hydrostatic  test  in  the  water  jacket  the  net 
elastic  expansion  (total  expansion  less  permanent. ex¬ 
pansion)  at  3,000  lbs.  exceeds  the  allowable  limit  given 
in  the  following  table  for  the  type  of  cylinder  involved, 
such  cylinder  shall  not  be  used  for  conversion  into  a 
liquefier.  If  the  cubic  capacity  of  a  cyhnder.to  be  tested 
varies  from  the  standard  capacity  given  in  the  table 
for  that  type,  then  the  allowable  limit  of  elastic  expan¬ 
sion  will  be  varied  in  the  same  proportion. 
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TABLE  I. 

Cubic 
Capacity 
2,660  cu.  in. 

2,660  cu.  in. 

2,360  cu.  in. 

No  cylinders  designed  and  used  for  a  portable  con¬ 
tainer  shall  have  the  thickness  of  the  side  wall  reduced 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2 


Elastic  Expansion 
Allowable  Limit 
170  c.c. 

170  c.c. 

150  c.c. 


TABLE  II. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO2... 


Minimum 
Bottom  Thickness 
.66  in. 

.66  in. 

.66  in. 


TABLE  III. 

Maximum 

Type  Opening  Permitted 

220  ft.  oxygen .  6)4  in.  x  7)4  in. 

200  ft.  oxygen .  6)4  in.  x  7)4  in. 

50  lbs.  CO.2 .  5)4  in.  x  6)4  in. 


TABLE  IV. 

Minimum  Thickness  across 
corner  at  Point  where  the 
outside  of  the  side  wall 
meets  the  inside  radius  of 
bottom  and  at  45°  to  side 


Type  wall. 

220  ft.  oxygen .  )4  in. 

200  ft.  oxygen .  )4  in. 

50  lbs.  CO2 .  )4  in. 


G.  The  maximum  width  of  the  machined  seat  for  the 
gasket  of  liquefier  shall  be  5/16  in.,  and  the  inside 
radius  connecting  this  seat  to  the  side  wall  of  the 
cylinder  shall  not  be  less  than  %  in. 

H.  The  minimum  thickness  of  closure  plate  shall  be  5 
times  the  wall  thickness  of  the  cylinder.  The  closure 
plate  shall  be  of  a  good  grade  of  billet  steel.  Castings 
not  permitted. 

I.  Before  conversion  into  a  liquefier,  the  cylinder  shall 
meet  a  new  hydrostatic  test  at  the  pressure  at  which 
such  cylinder  was  originally  tested,  provided  however, 
that  no  cylinder  shall  be  converted  unless  for  its  origi¬ 
nal  use  it  was  tested  to  3,000  lbs.  pressure.  Such  new 
test  shall  be  in  a  water  jacket  before  conversion  into  a 
liquefier. 

Rule  7.  Spuds. 

Spuds  for  chain  connections  or  for  reinforcing  valve  or 
pipe  connections  of  not  over  )4  in.  pipe  size  shall  be  welded 
before  heat  treatment  at  place  of  manufacture  of  the 
liquefier. 

Rule  8.  Safety  Devices. 

Each  liquefier  shall  be  provided  with  two  safety  devices 
of  frangible  disc  type  attached  to  the  liquefier  at  a  point 
not  lower  than  6  inches  from  the  top.  The  cross  section 
area  of  the  discharge  channel,  or  channels  (of  the  safety 
device,  or  devices)  shall  be  at  least  .006  sq.  in.  for  each  25 
lbs.  of  liquefier  water  capacity  and  .00024  sq.  in.  additional 
for  each  additional  pound  of  water  capacity.  Safety  de¬ 
vices  having  two  or  more  outlets  shall  be  so  constructed 
that  these  outlets  will  have  a  combined  total  area  of  not 
less  than  one  and  one-half  times  that  prescribed  for  the 
safety  discharge  channel.  The  frangible  disc  of  the  safety 
devices  shall  be  designed  to  release  at  a  pressure  of  not 
more  than  2,000  lbs.  per  sq.  in. 

Rule  9.  Testing. 

Each  liquefier  after  assembly  shall  be  tested  hydrostati¬ 
cally  by  an  approved  independent  testing  agency  for  not 
less  than  two  minutes  to  a  pressure  of  3,000  lbs.  per  sq.  in. 
without  showing  a  pressure  recession  of  more  than  75  lbs. 
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per  sq.  in.  The  inspection  service  shall  file  a  satisfactory 
record  on  test  report  stating  that  the  liquefier  passed  the 
above  required  test. 

Rule  10.  Quinquennial  Test. 

Liquefiers  used  for  any  purpose  shall  be  retested  at  least 
every  five  years  to  a  pressure  of  3,000  lbs.  per  sq.  in.  in 
the  same  manner  and  under  the  same  requirements  as  at 
the  time  and  place  of  manufacture  and  the  date  of  retest 
shall  be  stamped  thereon. 

Rule  1 1 .  Marking. 

Each  liquefier  shall  bear  marking  as  follows: 

A.  Name  of  owner. 

B.  Serial  number. 

C.  Name  or  trade  mark  of  manufacturer. 

D.  Date  of  manufacture. 

E.  Test  pressure. 

F.  Inspection  service  mark. 

G.  Maximum  filling  charge  based  on  filling  to  not  more 
than  68  per  cent  of  the  water  content  by  weight. 

Rule  12.  Filling. 

Each  liquefier  shall  be  placed  and  used  in  a  vertical  posi¬ 
tion  with  filling  effected  while  liquefier  is  properly  secured. 


shall  be  so  arranged  that  heat  may  be  applied  indi¬ 
rectly.  This  heater  shall  consist  of  a  coil  immersed  in 
water.  The  source  of  heat  shall  then  be  applied  to  the 
water  but  not  directly  to  the  coil. 

Rule  15.  Test  of  Piping. 

Each  liquefier  or  battery  of  liquefiers  to  be  used  for 
the  filling  of  portable  cylinders  or  other  containers  with 
liquid  carbon  dioxide  and  all  the  piping  connected  thereto, 
shall  be  hydrostatically  tested  in  the  presence  of  the  rep¬ 
resentatives  of  the  Fire  Chief  and  Commissioner  before 
the  solid  carbon  dioxide  is  first  put  into  the  system.  A 
hydrostatic  pressure  of  2400  lbs.  per  sq.  in.  shall  be  main¬ 
tained  for  fifteen  minutes,  released  for  five  minutes,  and 
again  applied  for  a  period  of  fifteen  minutes  without  any 
visible  leak  or  reduction  of  pressure.  This  test  shall  be 
repeated  at  least  every  five  years. 

Rule  16.  Approval  Systems  for  Filling  Portable 
Cylinders. 

Each  liquefier  or  battery  of  liquefiers  used  for  filling 
portable  cylinders  or  other  containers,  shall  be  permanently 
labeled  or  marked  showing  the  Fire  Department  Certificate 
of  Approval  Number  together  with  date  of  last  test. 

Rule  1 7.  Acceleration. 


Rule  13.  Maximum  Charge. 

Liquefiers  shall  not  be  filled  with  solid  carbon  dioxide  in 

excess  of  150  lbs.  nor  in  excess  of  68  per  cent  by  weight 

of  the  water  capacity  of  the  liquefier. 

Rule  14.  Use  of  CO2  Systems  and  Liquefiers. 

A.  Carbon  dioxide  liquefier  converting  systems  for  filling 
portable  cylinders  shall  not  be  used  in  any  building 
occupied  in  whole  or  in  part  as  a  residence  or  as  a 
multiple  dwelling,  or  as  place  of  public  assembly,  or 
in  a  building  not  used  exclusively  for  manufacturing 
purposes. 

B.  Except  in  buildings  used  exclusively  for  the  manufac¬ 
ture  of  carbon  dioxide  or  other  compressed  gases,  not 
more  than  8  liquefiers  of  a  maximum  combined  ca¬ 
pacity  of  1,200  lbs.  of  carbon  dioxide  shall  be  headed 
in  a  battery  and  not  more  than  one  such  battery  shall 
be  permitted  in  a  building. 

C.  Liquefiers  may  be  manifolded  only  by  the  use  of  extra 
heavy  steel  or  wrought  iron  pipe,  or  extra  heavy  seam¬ 
less  copper  or  brass  tubing,  of  not  larger  than  Y  in. 
I.  P.  S.  Fittings  shall  be  high  pressure  forged  steel  or 
extra  heavy  bronze  hydraulic  type. 

D.  Each  manifold  shall  be  protected  by  a  frangible  disc 
safety  device  of  the  same  size  and  type  as  those  pre¬ 
scribed  for  the  liquefier,  and  designed  to  release  at  a 
pressure  of  not  more  than  2,000  lbs.  per  sq.  in.  In 
addition,  the  liquid  manifold  shall  be  protected  by  a 
spring  safety  valve  so  set  as  to  relieve  the  pressure 
at  not  more  than  1,600  lbs.  per  sq.  in. 

E.  When  carbon  dioxide  gas  is  conducted  through  pres¬ 
sure  reducing  valve  between  liquefier  and  point  of  use, 
the  use  of  a  heater  will  be  permitted,  but  said  heater 


Defrosting,  or  acceleration  of  liquefaction,  shall  be  by 
use  of  water  only,  the  water  shall  be  of  a  temperature  not 
above  85°  Fahrenheit. 

Rule  18.  CO2  Portable  Cylinders. 

A.  Portable  cylinders  or  other  containers  to  be  filled  with 
liquid  carbon  dioxide  shall  be  constructed  and  marked 
in  accordance  with  the  Specifications  of  the  Interstate 
Commerce  Commission  for  carbon  dioxide  cylinders 
and  shall  have  been  tested  within  intervals  of  not 
more  than  five  years  as  evidenced  by  official  marking. 
Cylinders  not  so  constructed  and  marked  shall  not  be 
filled  with  carbon  dioxide. 

B.  The  maximum  filling  of  liquid  carbon  dioxide,  with 
one  pound  allowable  variation  in  each  cylinder,  shall 
not  be  over  20  lbs.  for  standard  cylinders  5J/2  in.  in 
diameter  by  51  in.  long,  nor  over  50  lbs.  for  standard 
cylinders  8^2  in.  in  diameter  by  51  in.  long  and  larger. 
No  cylinder  shall  be  filled  with  carbon  dioxide  to  more 
than  68  per  cent  of  the  water  capacity,  by  weight,  of 
the  cylinder. 

C.  The  amount  of  liquid  carbon  dioxide  charged  into 
portable  cylinders  or  other  containers  shall  be  deter¬ 
mined  by  weight  by  use  of  a  dial  scale  having  a  mov¬ 
able  indicator,  and  this  weight  shall  also  be  checked 
after  disconnecting  from  the  charging  line. 

Rule  19.  Existing  Installations. 

Liquefiers  or  converters  to  which  these  rules  and  regu¬ 
lations  cannot  be  applied,  may  be  maintained  and  operated, 
if  approved  by  the  Board  of  Standards  and  Appeals,  under 
such  conditions  as  are  deemed  necessary  in  the  interest  of 
public  safety. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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Standpipe-Fireline  Rules. 


Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  December  28, 
1936,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  January  4,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 


1521 


CALENDAR 


DOCKET 


COURT  DECISION 


New  Cases  Filed  up  to  December  23,  1936 
Cal.  No.  Department  Premises  Affected 

375-36-BZ . D.B.B . 179-183  Flatbush  avenue,  619- 

621  Pacific  street  and  8-18 
Fifth  avenue,  northeast  cor¬ 
ner  (Block  1118,  Lots  1,  2 
and  4),  Borough  of  Brook¬ 
lyn,  Applic.  18532-36. 


376-36-A . D.B.B . 987-1001  Liberty  avenue,  north¬ 

west  corner  of  Conduit 
boulevard  (Block  4157,  Lot 
32),  Borough  of  Brooklyn, 
Decision. 


377-36-A . F.D . 1275-1291  Broadway,  west  side, 

from  West  32nd  street  to 
West  33rd  street,  101-125 
West  32nd  street  and  100- 
124  West  33rd  street  (Block 
808,  Lot  40),  Borough  of 
Manhattan,  4040-L.C. 


378-36-SA . F.D . Ritz  Oil  Burner,  Model  A, 

Appliance. 


379-36-S . D.B.M . 116-118  Wooster  street,  east 

side,  130  ft.  south  of  Prince 
street  (Block  500,  Lot  9), 
Borough  of  Manhattan, 

30139-L.D. 


380-36-A . D.B.M . 114-118  Liberty  street,  south 

side,  77  ft.  3}4  in.  west  of 
Church  street  and  119-121 
Cedar  street  (Block  52, 
Lot  25),  Borough  of  Man¬ 
hattan,  30142-F. 


381-36-A . D.B.M . 317-323  East  34th  street,  north 

side,  185  ft.  8-4/7  in.  east  of 
2nd  avenue  (Block  940,  Lot 
12),  Borough  of  Manhat¬ 
tan,  30303 -F. 


D.B _ 

H.D.. . . 
D.B.B.. 
D.B.M. 
D.B.Q.. 
D.B.R.. 
D.B.Bx 
T.H.D.. 
B.B _ 


CODE 

. Department  of  Buildings 

. Health  Department 

..Department  of  Buildings,  Brooklyn 
Department  of  Buildings,  Manhattan 
....Department  of  Buildings,  Queens 
..Department  of  Buildings,  Richmond 

. Department  of  Buildings,  Bronx 

. Tenement  House  Department 

. Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 


cetit?nP  L18’  1*36’  D?vld  ,Steckler,  attorney,  served  on  Board 

"d  ord?r  of  cerp°,rarl  for  Drake  Holding  Corporation, 
objector  in  re  decision  of  December  1,  1936,  granting  store  use 
T  .ari™U  tl,Pc  dwellmS  Partly  m  business  and  partly  in  residence  use 
district,  at  b.  L.  corner  of  Grand  Concourse  and  East  167th  Street 
Borough  of  the  Bronx,  Cal.  No.  22S-36-BZ.  ’ 


In  re  Wineburg  (Board  Standards  and  Appeals)— On  July  14,  1936, 
Board  granted  extension  of  existing  iron  works  in  un¬ 
restricted  district  into  business  district,  under  section 
7-c,  Cal.  No.  155-36-BZ,  premises  258-280  Lott  avenue, 
550-554  Christopher  avenue,  and  821-835  Stone  avenue, 
Borough  of  Brooklyn.  Justice  Steinbrink  sustained 
Board  (N.Y.L.J.  Dec.  19,  1936). 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules ....  Dec.  22,  1936 — Vol.  21,  No.  51 
Certificate  of  Occupancy,  approved 

forms  .  Aug.  2,  1932 — Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules . Sept.  8,  1936 — Vol.  21,  No.  36 

Concrete  Rules  (Hydrated  Lime)...  Dec.  22,  1936 — Vol.  21,  No.  51 

Elevator  rules  . Mar.  3,  1936— Vol.  21,  No.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935 — Vol.  20,  No.  1 

Factory  Exit  Rules . Sept.  8,  1936 — Vol.  21.  No.  36 

hire  Alarm  Rules  (Interior) . Dec.  22,  1936— Vol.  21,  No.  51 

hire  Drill  Rules...  July  14,  1936— Vol.  21,  No.  28 

rire  Retarding  Rules  for  Garages, 

etc'  .-hy-yw  ••••••; . N°v.  24,  1936— Vol.  21,  No.  47 

Fireproof  Wood,  Testing  of . Apr.  14,  1936— Vol.  21,  No.  15 

frame  Garages,  Ruling  for . Jan.  21,  1919 — Vol.  4,  No  3 

Gas  Shut-Off  Rules..., . Apr.  7,  1925— Vol.  10,  No.  14 

Hatchway  Protection  .  lime  5,  1928— Vol.  13.  No.  23 

Oil  Burner  Rules...  . Dec.  29,  1936— Vol.  21,  No.  52 

Paint,  Varnish  and  Lacquer  Spray- 

ni  JnK  R)Iles  ,•••••••••■••. . >T"v.  27,  1934— Vol.  19,  No.  48 

Platform  1  rucks,  Specifications  for. Nov.  24,  1936 — Vol.  21,  No  47 

Plumbing  Rules  . . .Dec.  22,  1936— Vol.  21,  No.  51 

Procedure,  Rules  of . Nov.  10,  1936— Vol.  21,  No.  45 

Refrigerating  Systems,  Extract  C.O.Dec.  8,  1936— Vol.  21,  No.  49 

Smoking  in  Factories,  Rules  for - Dec.  8,  1936— Vol.  21,  No.  49 

Fireline' Rules!  C !  C  * "  I !  Deci  £  JgtSrS  If  S'  § 

Structural  Alterations,  Reporting. ..  |  une  7  1932 _ Vol  h'  No  23 

Tank  £uckS’  ? 24,  iSS-vS  2l\  No.  47 
Wile  GuL%ilfi0lTImS'n;;A,''',»N0'''  *  W*-V<*-  «•  N°'  47 
Rule  505  of  Industrial  Code).. Apr.  10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  . . Mar.  5,  1935— Vol.  20,  No.  10 

f.T.i  rvt  n°Se  Va'ves-- . r . Dec.  29,  1936— Vol.  21,  No.  52 

r uel  Oil  Burners  for  Domestic  and 

FuelCOd,FdriCip!nU'T  ••••■•, . Dec.  29-  1936— Vol.  21,  No.  52 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  1936— Vol.  21,  No.  21 

p"!  °A\.  Burners  for  Industrial  Use.  Nov.  17.  1936— Vol.  21,  No  46 

Pafnt/varntsh^and*  Lacquer  Spray- 2.1  No'.  4 

Ran);*  Sir BSS.'4"knd"'sii«NOV'  ,935-VoL  *  41 

Heaters  .  Dec.  29,  1936— Vol.  21,  No.  52 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  DECEMBER  28,  1936,  AT  2  P.  M. 


Building  Zone  Cases 

617-31-BZ. 

APPLICANT— Lama  &  Proskauer,  for  Albert  Breun- 
mger,  owner. 

PREMISES — 1300-1308  Sedgwick  avenue,  east  side,  153 
nTin-  south  of  West  169th  street  (Block  No. 

atotot  No-  32),  Borough  of  The  Bronx. 

BLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  October  14,  1936), 

O  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


330-36-BZ. 

APPLICANT— Samuel  Rosenblum,  for  Shelton  Holding 
Corporation,  owner. 

PREMISES— 141-147  East  48th  street,  north  side,  110  ft. 
east  of  Lexington  avenue  (Block  No.  1303,  Lot 

autdt  25’  and  27)’  Borough  Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles,  on  a  plot  un¬ 
built  upon,  for  a  period  of  not  more  than  two  (2) 
years. 


1522 


CALENDAR 
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Building  Zone  Cases 

168-36-BZ. 

APPLICANT— Irving  M.  Fenichel,  for  Lewarr  Realty 
Corporation,  owner. 

PREMISES — 218  South  9th  street  and  252-258  Havemeyer 
street,  southwest  corner  (Block  No.  2149,  Lot  No. 
18),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

309-36-BZ. 

APPLICANT — Roe  &  Kramer  and  Martyn  N.  Weinstein, 
for  Mount  Carmel  Cemetery,  for  Estate  of  J. 
Adams  Heuss,  owner, 

PREMISES— 80-89  Cypress  Hills  street  (Fresh  Pond 
road),  east  side,  996  ft.  north  of  Interborough 
Parkway  (Block  No.  3750,  Lot  No.  695),  Ridge¬ 
wood,  Borough  of  Queens.  . 

APPLICATION,  under  section  21  of  the  building  zone 

resolution  . 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  a  garage 
for  less  than  five  (5)  motor  vehicles  (trucks), 
storage  and  tool  house. 


nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cal.  no.  261-36-BZ— Application,  August  24,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Fred  S.  Loewenthal,  ap¬ 
plicant,  on  behalf  of  Regina  Loewen¬ 
thal,  owner,  to  permit  in  a  business  use 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for  more  than  five 
(5)  motor  vehicles;  premises  2891-2895 
Bailey  avenue,  west  side,  57  ft.  south 
of  West  230th  street  and  60-64  West 
230th  street  (Block  No.  3264,  Lot  Nos. 
82  and  88),  Borough  of  The  Bronx. 

cal  no  282-36-BZ— Application,  September  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Henry  Albert,  applicant,  on 
behalf  of  Sidney  Knopfler,  owner,  to 
permit  in  a  residence  use  district  the 
use  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor 
vehicles ;  premises  west  side  of  34th 
street,  140.10  ft.  south  of  28th  avenue 
(Block  No.  627,  Lot  Nos.  26J4,  27,  28 
and  29),  Long  Island  City,  Borough 
of  Queens. 


329-36-BZ. 

APPLICANT— John  M.  Baker,  for  Frank  Pallante, 
owner. 

PREMISES— 25-34  33rd  street,  west  side,  315.15  ft.  south 
of  Astoria  boulevard  (Block  No.  620,  Lot  No. 
66),  Long  Island  City,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  residence  use  district  the  extension  ot 
an  existing  factory  building. 

590-29-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Rubel  Corpora¬ 
tion,  owner.  1QO  e. 

PREMISES— 1032-1044  Myrtle  avenue,  south  side,  182  ft. 

3  in.  east  of  Sumner  avenue  (Block  No.  1585,  Lot 
No.  14),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  21  and  7h  of  the  building 
zone  resolution  (reopened  under  new  proposal, 
September  22,  1936). 

TO  PERMIT  in  a  business  use  district  the  open  air  park¬ 
ing  of  more  than  five  (5)  motor  vehicles. 


JANUARY  5,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  Janu¬ 
ary  5,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


CAL.  NO. 


244-36-BZ— Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave- 


cal.  no.  246-36-BZ— Application,  August  11,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Frank  J.  Fennimore,  ap¬ 
plicant,  on  behalf  of  Maria  Notarfran- 
cesco,  owner,  to  permit  in  a  business 
use  district  the  use  of  a  vacant  plot 
of  ground  for  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  pe¬ 
riod  of  not  more  than  two  (2)  years; 
premises  550-560  New  York  avenue, 
northwest  corner  of  Maple  avenue 
(Block  No.  4791,  part  of  Lot  Nos.  44 
and  46),  Borough  of  Brooklyn. 

cal.  no.  289-36-BZ— Application,  November  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anna  Kelly,  applicant  and 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an 
existing  garage  for  five  (5)  motor  ve¬ 
hicles  to  a  garage  for  five  (5)  motor 
vehicles  and  motor  vehicle  repair  shop 
for  minor  repairs  and,  also,  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  7  Androvette 
street,  northwest  corner  of  Arthur  Kill 
road  (Block  No.  7406,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 


CAL.  no.  128-36-BZ— Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell¬ 
ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot ;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
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(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  5,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

341-36-A— 1749-1753  Flatbush  avenue,  southeast  corner  of 
Avenue  J  (Block  No.  7617,  Lot  No.  80), 
Borough  of  Brooklyn. 

350-36-A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

368-36-A — 806-814  Ninth  avenue,  318-362  West  54th  street, 
southeast  corner  and  321-329  West  53rd 
street  (Block  No.  1044,  Lot  Nos.  3  and 
18),  Borough  of  Manhattan. 

349-36-A — 1796-1808  Broadway,  232-240  Central  Park 
South  and  235-241  West  58th  street  (Block 
No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

358- 36-A — 557-563  (543  displayed)  East  18th  street,  east 

side,  131  ft.  5%  in.  north  of  Newkirk 
avenue  (Block  No.  5204;  Lot  No.  45), 
Borough  of  Brooklyn. 

363-36-A — 892  East  Tremont  avenue,  south  side,  126.93- 
ft.  east  of  Crotona  parkway  (Block  No. 
2985,  Lot  No.  45),  Borough  of  The  Bronx. 

365-36-A — 338-340  Flushing  avenue,  south  side,  71  ft.  west 
of  Taaffe  place  (Block  No.  1881,  Lot  No. 
33),  Borough  of  Brooklyn. 

Variations  of  Labor  Law 

337-36- S — 442-446  Fifth  avenue,  northwest  corner  of 
West  39th  street  (Block  No.  841,  Lot  Nos. 
37-38-41-43-44),  Borough  of  Manhattan. 

359- 36-S  6-8  East  39th  street,  south  side,  150  ft.  east  of 

Fifth  avenue  and  5  East  38th  street 
(Block  No.  868,  Lot  No.  8),  Borough  of 
Manhattan. 

Appliance  Submitted  for  Approval 
378-36-SA — Ritz  Oil  Burner,  Model  A. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu- 
ary  5,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

CAL-  no.  240-36-BZ — Application,  August  4,  1936,  under 
section  7a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 
plicants,  on  behalf  of  Joseph  Giganti. 
owner,  to  permit  the  extension  of  an 
existing  public  garage  and  the  erec- 
iton  of  a  gasoline  service  station  in 
a  residence  use  district;  premises 
87-14  92nd  street,  west  side,  110.39  ft. 
south  of  Jamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Bor¬ 
ough  of  Queens. 

cal.  no.  249-36-BZ— Application,  August  17,  1936,  under 


sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
MS  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

CAL.  NO.  325-36-BZ— Application,  October  29,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Francis  Seaman,  applicant, 
on  behalf  of  New  York  Railways 
Corporation,  owner,  to  permit  partly 
in  a  retail  use  district  and  partly  in 
a  residence  use  district  the  conver¬ 
sion  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles;  said  building  lo¬ 
cated  on  same  street  between  intersect¬ 
ing  streets  with  a  school ;  premises  806- 
814  9th  avenue,  318-362  West  54th 
street,  southeast  corner,  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot 
No.  3),  Borough  of  Manhattan. 

cal.  no.  353-36-BZ — Application,  November  18,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Powell  Garage 
Co.,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a  ga¬ 
rage  for  more  than  five  (5)  motor 
vehicles  to  a  gasoline  service  station; 
premises  2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue 
(Block  No.  5064,  Lot  No.  53),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  172-36-BZ — Application,  June  6,  1936,  under  sec¬ 
tions  7a  and  21  of  the  building  zone 
resolution,  of  Jeffrey  J.  Lewin,  appli¬ 
cant,  on  behalf  of  Knickerbocker 
Laundry  Co.,  Inc.,  owner,  to  permit  in 
a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a 
factory,  power  wet-wash  laundry,  dry 
cleaning,  dyeing  and  finishing  uses ; 
premises  80-19  to  80-25  Cornish  ave¬ 
nue,  north  side,  135.66  ft.  east  of 
Queens  boulevard  (Block  No.  1538, 
Lot  Nos.  87  and  91),  Elmhurst,  Bor¬ 
ough  of  Queens. 

cal.  no.  266-36-BZ— Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 
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cal.  no.  256-36-BZ — Application  of  William  Hohauser,  ap¬ 
plicant,  on  behalf  of  Marie  E.  Hard- 
art  and  Estate  of  Martha  L.  Ruther- 
furd,  owners,  reopened  under  new 
facts  December  15,  1936,  under  sec¬ 
tions  7b,  7c  and  21  of  the  building 
zone  resolution,  to  permit  the  erection 
of  a  business  building  (theatre)  partly 
in  a  business  use  district  and  partly  in 
a  residence  use  district  and  the  omis¬ 
sion  of  the  required  rear  yard  (pre¬ 
viously  denied)  ;  premises  1109  Lex¬ 
ington  avenue,  east  side,  68.6  ft.  north 
of  East  77th  street  and  153-157  East 
77th  street  (Block  No.  1412,  Lot  Nos. 
20)4,  23,  23)4  and  24),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  June  9, 
1936), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  and, 
also,  a  motor  vehicle  repair  shop  (previously  de¬ 
nied  for  a  gasoline  station). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  11,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

336-36-BZ. 

APPLICANT— John  Adikes,  for  Estate  of  Henry  S. 
Leverich,  et  al.,  owners. 

PREMISES— 93-02  to  93-20  37th  avenue  and  37-01  to  37- 
OS  93rd  street,  southeast  corner  (Block  No.  1481, 
Lot  No.  1),  Corona,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

170-36-BZ. 

APPLICANT— Nathan  A.  Goldenthal,  for  Michael  J. 
Shea  and  Hannah  Shea,  owners. 

PREMISES— 25-13  35th  street,  east  side,  92.04  ft.  south 
of  Astoria  boulevard  (Block  No.  633,  Lot  Nos. 
30,  31  and  32),  Long  Island  City,  Borough  of 
Queens. 

APPLICATION,  under  sections  7 g  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  occupancy. of 
portion  of  a  plot  of  ground  as  an  open  air  parking 
space  for  more  than  five  (5)  motor  vehicles  and, 
also,  to  permit  the  conversion  of  occupancy  of  an 
existing  structure  on  the  plot  to  three  (3)  three- 
car  garages. 

217-28-BZ. 

APPLICANT— Tobias  Goldstone,  for  Lillie  Solomon, 
owner. 

PREMISES— 1004-1012  Broadway  and  861-881  Willough¬ 
by  avenue,  northwest  corner  (Block  No.  1590,  Lot 
Nos.  19  and  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  facts  October  27, 

1936),  ,  .  , 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  and 
also,  a  brake  service  station  (previously  denied 
for  gasoline  station). 

379-33-BZ. 

APPLICANT— Anna  Haurylak,  for  Anna  Haurylak  An- 
drew  Haurylak,  Jack  W.  Stalma  and  Vlasta 

S talma,  owners.  ,  ~n,t 

PREMISES— 79-08  Astoria  boulevard  and  23-49  79th 
street,  southeast  corner  (Block  No.  1032,  Lot  No. 
54),  East  Elmhurst,  Borough  of  Queens. 


JANUARY  12,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  12,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  233-36-BZ— Application,  July  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Al  Gerbolini,  applicant  and  lessee, 
on  behalf  of  The  Corporation  for  the 
Relief  of  Widows  and  Children  of 
Clergymen  of  The  Protestant  Episco¬ 
pal  Church  in  the  State  of  New  York, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part 
of  an  existing  building  to  a  motor  ve¬ 
hicle  repair  shop;  premises  1802  54th 
street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot 
No.  9),  Borough  of  Brooklyn. 

cal.  no.  238-36-BZ— Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anthony  P.  Sorice,  Jr.  and 
Solon  Rosenthal,  applicants,  on  behalf 
of  Harris  Neisloss,  owner,  to  .  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station;  premises  111-10 
Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot 
No.  27),  Hollis,  Borough  of  Queens. 

cal.  no.  255-36-BZ— Application,  September  2,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Theodore  P.  Ion,  applicant,  on 
behalf  of  Amelia  Gerrie  Walker,  own¬ 
er,  to  permit  in  a  residence  use  district 
the  change  of  occupancy  of  the  first 
story  of  an  existing  building  to  busi¬ 
ness  use  (store)  ;  premises  1013  Kent 
avenue,  east  side,  77  ft.  3  in.  north  of 
Lafayette  avenue  (Block  No.  1940, 
Lot  No.  1),  Borough  of  Brooklyn. 

cal.  no.  259-36-BZ— Application,  July  28,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolu¬ 
tion,  of  Louis  A.  Reiter,  applicant,  on 
behalf  of  Emma  Hughes,  owner,  to 
permit  in  a  business  use  district  the 
change  of  occupancy  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  415-417  Leonard  street 
and  76-84  Bayard  street,  southwest  cor¬ 
ner  (Block  No.  2722,  Lot  No.  19), 
Borough  of  Brooklyn. 

cal.  no.  148-36-BZ— Application,  May  21,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
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of  Henry  Nordheim,  applicant,  on  be¬ 
half  of  Bowery  Savings  Bank,  owner, 
to  permit  in  a  business  use  district  the 
maintenance  of  a  parking  lot  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  1083-1087  Hall  place 
and  856-864  East  167th  street,  south¬ 
west  corner  (Block  No.  2691,  Lot  No. 
86),  Borough  of  The  Bronx. 

cal.  no.  82-36-BZ — Application  of  Seymour  Scott  Jack- 
son,  applicant,  on  behalf  of  Hoelze 
Realty  Corporation,  owner,  reopened 
under  new  proposal  December  15,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  maintenance  of  a  saw  and 
planing  mill ;  premises  206-24  to  206-26 
Northern  boulevard,  south  side,  117  ft. 
6  in.  east  of  206th  street  (Block  No. 
3148,  Lot  No.  9)4),  Bayside,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 

18  and  20),  Borough  of  The  Bronx. 

Variation  of  Labor  Law 

193-36-S — 2101  Second  avenue,  west  side.  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot 
No.  24),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  12,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing  on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  272-30-BZ — Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  and  restored  to 
calendar  November  17,  1936,  by  Order 
of  the  Court — re  Application,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  440-446  Utica  ave¬ 
nue  and  923-943  East  New  York  ave¬ 
nue,  northwest  corner  and  872-884 
Lefferts  avenue  (Block  No.  1430,  Lot 
No.  34),  Borough  of  Brooklyn. 

cal.  no.  300-35-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
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denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  19,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
air  i  arT  fjPPeals  of  a  public  hearing  under  the  provisions 
°  * 1 fr  buddmg  zone  resolution,  Tuesday  morning,  Janu¬ 

ary  19,  1937,  at  10  o  clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters  : 

cal.  no.  141-36-BZ— Application,  May  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Bennett  and  Koeppel,  applicants, 
on  behalf  of  Irving  L.  Berman,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed 
for  lack  of  prosecution;  reopened  and 
restored  to  Calendar  November  24, 
1936)  ;  premises  833-835  Sutter  avenue 
and  407-417  Schenck  avenue,  northeast 
corner  (Block  No.  4028,  Lot  No.  35), 
Borough  of  Brooklyn. 

cal.  no.  274-36-BZ— Application,  September  14,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Commander 
Oil  Corporation,  owner,  to  permit  in  a 
business  use  district  the  extension  of 
a  petroleum  storage  plant;  premises 
72-40  to  72-50  Elizabeth  avenue  (foot 
of  Elizabeth  avenue)  ;  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Ar- 
verne,  Borough  of  Queens. 

cal.  no.  339-36-BZ— Application,  November  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Harold  C.  Bernhard,  applicant, 
on  behalf  of  St.  John’s  Ev.  Lutheran 
Church,  owner,  to  permit  in  a  resi¬ 
dence  use,  “E”  area  district  the  erec¬ 
tion  of  part  of  a  building  nearer  than 
ten  (10)  ft.  to  the  street  line;  prem¬ 
ises  88-22  to  88-24  Myrtle  avenue  and 
82-55  88th  place,  southeast  corner 
(Block  No.  3869,  Los  Nos.  45  and 
108),  Glendale,  Borough  of  Queens. 

cal.  no.  285-36-BZ— Application,  September  23,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frederick  W.  Rathamel,  ap¬ 
plicant,  on  behalf  of  Viebrock  Plumb¬ 
ing  Co.,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles,  motor  vehicle  repair  shop  and, 
also,  gasoline  service  station;  prem¬ 
ises  72-27  Cypress  Hills  street,  north¬ 
east  side,  199  ft.  south  of  Myrtle  ave¬ 
nue  (Block  No.  3600,  Lot  No.  125), 
Glendale,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALENDAR 


JANUARY  19,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

312-36-A — 35-02  Vernon  boulevard,  southwest  corner  of 
35th  avenue  (Block  No.  32 7,  Lot  No.  1), 
Long  Island  City,  Borough  of  Queens. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon ,  Janu¬ 
ary  19,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36- BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 


have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  26,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  Janu¬ 
ary  26,  1937,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter : 


cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 

Fairbanks  Company .  onn’^'ci 

A.  B.  C.  Fire  Prevention  Mfg.  Co  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

W.  D.  Allen  Mfg.  Co .  1^0-28-SA 

Grinnell  .  65!1?'Ia 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  standpipe  systems 

New  York  Brass  Foundry  Co.  (Stillbech)  . ..  53-21-SA 

Walworth  Company .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc. .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 
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OIL  BURNER  RULES 

[217-21-SR] 

NOTICE — In  this_  publication  of  these  Rules,  a  new  decimal 
numbering:  system  has  heen  employed,  but  for  con¬ 
venience,  the  former  designations  are  also  shown  in 
brackets. 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals  June 

15,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
December  4,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1.  Scope. 

[a]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 

equipment  for  use  within  the  City  of  New  York 
except  as  provided  in  these  rules. 

[b]  1.2  These  rules  shall  not  apply  to  gas  companies  stor¬ 

ing  or  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 

Rule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  Appeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit,  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com¬ 
pliance  with  these  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn¬ 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CON  TROLS — Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

2-7  DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS— Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS:  Buildings  used  exclusively  for 


dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 

2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  •  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points, 
180°  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162")  A.W.G.  wire,  or  pipe  not 
less  than  one-half  inch  (J4")  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  The  other 
end  shall  be  bonded  to  a  ground  connec¬ 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2')  below  the  surface  of  the 
earth. 

2.11  FILL  PIPE:  That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 

2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  (J4)  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  ( 3/8 )  inch 
gypsum  wall  boards  weighing  not  less  than 
16  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  ( yA )  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
floor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  (J4)  inch 
thick. 

2.12.4  Note — All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current. 

2.14  INDUSTRIAL  INSTALLATIONS:  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 
purposes  designed  for  and/or  using  oil  as  defined 
in  these  rules. 

2.17  OIL  LEVEL  INDICATING  DEVICE:  A  means 
by  which  the  level  of  the  oil  in  a  storage  tank  may 
be  indicated. 
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2.18  OVERFLOW  PIPE:  A  pipe  which  conveys,  by 
gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2.19  PERMANENT  DEFORMATION:  Wherever 
phrase,  “without  permanent  deformation,”  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT :  Shall  mean  permit  for  storage  of  oil. 

2.21  PORTLAND  CEMENT  CONCRETE:  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  not 
more  than  two  and  one-half  (2y2)  parts  sand  and 
five  (5)  parts  of  coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28. 

2.22  PREHEATER:  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

2.23  RELIEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2.24  RELIEF  LINE:  That  portion  of  the  line  between 
the  bypass  connection  of  the  relief  valve  and  the 
supply  line  or  storage  tank. 

2.25  REMOTE  CONTROL:  A  hand,  electric,  or  me¬ 
chanically-operated  device  to  shut  off  the  oil  sup¬ 
ply.  A  thermostat  is  not  acceptable  as  a  remote 
control. 

2.26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2.27  SHOP  FABRICATED:  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2.28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 
tuated  to  prevent  the  flow  of  liquid  in  a  line  of 
pipe. 

2.29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2.30  STORAGE  TANK:  Any  container  for  oil  hav¬ 
ing  a  capacity  of  two  hundred  and  seventy-five 
(275)  gallons  or  more,  having  a  fill  line  and  vent 
line  connected  thereto. 

2.31  STORAGE  TANK,  AUXILIARY :  Any  con¬ 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  with  an  automatic  or 
manually  operated  pump. 

2.32  SUPPLY  LINE:  That  portion  of  the  line  be¬ 
tween  the  storage  tank  and  the  pump  oil  inlet 
connection.  Where  a  pump  is  not  used,  it  shall 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2.33  TEST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2.34  TRANSFER  PUMP:  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burner. 

2.35  VENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 

Rule  3.  Oil  Permitted. 

[a]  3.1  Oil  permitted  under  these  rules  shall  be  any  liq¬ 
uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar,  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


in  a  Pensky-Martens  closed  cup  tester  (Ameri¬ 
can  Society  for  Testing  Materials  Method  D93- 
22)  and  marketed  under  the  following  commercial 
grades : 


Range  Oil 

SP. 

Gr. 

(A.P.I.) 

40-44 

No.  1  Fuel  Oil 

It 

it 

if 

36-40 

No.  2  “  “ 

it 

ti 

ti 

32-36 

No.  3  “  “ 

it 

a 

it 

28-32 

No.  4  “  “ 

it 

a 

ti 

24°  + 

No.  5  “  “ 

it 

a 

ti 

18°  + 

No.  6  “  “ 

il 

a 

il 

10°  + 

[b]  3.2  The  use  of  crankcase  refuse  oil  as  fuel  oil  is 
strictly  prohibited. 

Rule  4.  Burners. 

[a]  4.1  Burners,  including  oil-burning  heaters,  shall  be 

as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

[b]  4.2  Approval  of  burners  or  oil-burning  heaters  de¬ 

signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
for  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons’  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

[c]  4.3  The  requirements  of  these  rules  shall  not  apply 

to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  of  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick, 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches, 
soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

[a]  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 

be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  be 
as  stated  in  the  table  given  below. 

[b]  5.1.2  All  tanks  must  be  welded  or  riveted  and 

caulked,  or  riveted  and  welded.  Flanges 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  between  plates  is  pro¬ 
hibited. 

[c]  5.1.3  Thickness  of  cylindrical  tanks,  except 

tanks  of  275  gallons  capacity  or  less: 

Tanks  36  in.  in  diameter  and  less — %  in. 
shell,  14  in.  heads. 

Tanks  37  to  72  in.  in  diameter — )4  in¬ 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in. 
shell,  Yz  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  of 
y  in.  steel  and  to  be  stiffened  by  angle 
rings  or  equivalent  members  so  as  to  re¬ 
tain  their  cylindrical  form. 
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[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 

tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

[e]  5.1.5  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows : 

In  shell  54  in.  thick,  ^  in.  in  diameter 
rivets  2J4  in.  pitch. 

In  shell  5/16  in.  thick,  54  in.  in  diameter 
rivets  2^4  in.  pitch. 

In  shell  54  in.  thick,  54  in.  in  diameter  riv¬ 
ets  2y2  in.  pitch. 

5.2  Rectangular  Tanks. 

[a]  5.2.1  All  rectangular  tanks  shall  be  built  of 

steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5/16  of  an  inch. 

[b]  5.2.2  Corners  may  be  made  up  by  bending  the 

plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  54  of  an  inch  in 

diameter  and  spaced  not  more  than  2^4 
inches  center  to  center. 

[d]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 

to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

[e]  5.2.5  When  structural  steel  members  are  used 

such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

[f]  5.2.6  When  structural  steel  reinforcing  members 

are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  pounds  per  square  inch 
taken  in  the  minimum  net  section. 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty-four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  _  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[h]  5.2.8  The  connection  between  these  members  and 

the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

[a]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 


and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
and  head  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U. 
S.  Standard  No.  14. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

storage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  (54”)  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes;  where  used  for  oils  having  a  vis-  ' 

cosity  less  than  500  sec.  Saybolt  Universal  at 
100°  F.  shall  have  manhole  covers  bolted 
and  air  tight;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above 
Ground. 

[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates  shall  be  %  inch  and  the  minimum 
thickness  of  roof  plates  %  inch. 

The  thickness  of  shell  plates  shall  be  figured 
in  accordance  with  the  following  formula: 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch). 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No. 

14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

[a]  5.5.1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  wall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 

Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun¬ 

dred  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shall 
be  not  less  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons  stor¬ 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 

than  two  hundred  and  seventy-five  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4")  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  m  an  en¬ 
closure  having  masonry  walls  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  not  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6.1.3  The  capacity  of  individual  storage  tanks  lo¬ 

cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
with  burners  or  oil-burning  heaters  shall  be 
installed  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 
or  floor  and  protected  against  mechanical 
injury. 

6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
of  the  tank  not  less  than  two  feet  (2')  be¬ 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
earth,  free  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be 

placed  within  twenty  (20')  feet  of  any  wall, 
separating  a  building  from  the  subway,  and, 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub¬ 
way,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and 
Appeals. 

[c]  6.2.3  No  tank  shall  be  buried  so  as  to  be  nearer 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two 

hundred  and  seventy-five  gallons,  prior  to 
or  at  the  time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 

6.3  Outside  of  Buildings,  Above  Ground. 

[a]  6.3.1  Storage  tanks  located  outside  of  buildings 
above  ground  shall  be  not  less  than  one  and 
one-quarter  (1)4)  tank  diameters  and  in  no 
case  less  than  ten  feet  (10')  from  the  line 
of  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec¬ 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 

If  distant  25  feet  from  line 
of  adjoining  property 


which  may  be  built  upon 

16,000  gallons 

If  distant  30  feet . 

24,000 

it 

If  distant  40  feet . 

36,000 

it 

If  distant  50  feet . 

48,000 

it 

If  distant  60  feet . 

60,000 

it 

If  distant  75  feet . 

96,000 

ft 

If  distant  85  feet,  or  more 

100,000 

it 

[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one 
and  one-half  (1)4)  times  the  capacity  of  the 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  ()4)  the  height  of  the  tank 
when  the  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core  of 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  be 
firmly  and  compactly  built  of  good  earth, 
free  from  stones,  vegetable  matter,  etc.,  and 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  at 
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least  one  and  one-half  (1*4)  to  two  (2)  on 
all  sides.  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded. 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 
Code  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[c]  6.3.3  All  above  ground  storage  tanks  larger  than 
two  hundred  and  seventy-five  (275)  gallons, 
prior  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 

Rule  7.  Piping. 

7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 

workmanlike  manner.  Exposed  piping  shall 
be  protected  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  at  tank. 

[b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 

brass  pipe,  or  new  extra-heavy  copper  brass 
or  aluminum  alloy  tubing,  properly  marked 
and  duly  approved,  may  be  used.  Drawn 
metal  tubing  when  used  for  conveying  oil, 
shall  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub¬ 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  (54”) 
inside  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

[c]  7.1.3  Overflow  pipes  where  installed  shall  not  be 

smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

[a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 

discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

[b]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 

lief  valve  to  prevent  excessive  oil  pressure. 

[c]  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 

more  than  one  and  one-half  (1^4)  times  the 
maximum  working  pressure  of  the  system. 
The  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
line.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7.3.1  An  open  vent  of  iron  or  steel,  without  trap, 

and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
top  of  the  storage  tank  inore  than  one  inch 
(1").  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

[b]  7.3.2  Where  a  battery  of  storage  tanks,  designed 

to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

[c]  7.3.3  Vents  shall  be  not  less  than  one  and  one- 

quarter  inches  (1J4”)  in  diameter  for  stor- 
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age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  in  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  J4  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[d]  7.3.4  Vent  pipes  shall  be  provided  with  weather¬ 
proof  hoods  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  building  opening  and  not  less  than  five 
feet  (5')  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 

7.4  Fill  Pipes. 

[a]  7.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 

ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (5')  from 
any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal. 
No  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe  may 
be  installed  provided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  All  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  fill  pipe  terminal  shall  be  provided  with 
letters  reading  “Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 
has  been  approved.  The  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  %  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit¬ 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  of 
hot  water  or  low  pressure  (ten  (10)  pounds 
per  square  inch  maximum)  steam  coils. 
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7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

[a]  8.1  Each  supply  line  from  storage  tanks  of  two 

hundred  and  seventy-five  (275)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

[b]  8.2  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity,  shall  be  provided  with  a  shut-off  valve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavy  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

[c]  8.3  Except  as  may  be  modified  in  specific  instances 

by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(275)  gallons’  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
business  building  only  under  the  following  pro¬ 
visions  : 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  having  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50')  above  the  street 
level.  Only  one  oil  delivery  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not.be 
larger  than  two  inches  (2")  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 

above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 

each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 
Ignition 
Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  “ 

[d]  8.4  A  remote  control  shall  be  provided  whereby  the 

flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when  outside  location  is  impractical  such 
control  may  be  located  immediately  inside  the 
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room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con¬ 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.5  Except  as  provided  by  Rule  4.2  of  these  rules 

for  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  or 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used 

for  atomizing  the  oil,  the  oil  and  the  atomizing 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply,  the 
supply  of  oil  will  immediately  be  cut  off.  Except 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 

Rule  9.  Oil  Level  Indicating  Devices  and  Test 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Test 
wells  shall  not  be  permitted  in  tanks  located 
inside  of  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  of 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructed 

of  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10) 

gallons’  capacity  shall  be  operated  until 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

[b]  10.1.2  Applications  for  permit  shall  be  made  by 

the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shall 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made, 
name  and  address  of  owner  and/or  oc¬ 
cupant,  name  and  address  of  installer, 
make  and  approval  number  of  burners, 
pumps  and  other  devices,  capacity  num¬ 
ber  and  location  of  storage  tanks,  to¬ 
gether  with  approval  of  such  proposed 
installation  by  the  Commissioner  of 
Buildings  when  required  under  Rule  10.2. 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fire 

Chief  and  Commissioner  until  the  installa¬ 
tion  has  been  inspected  by  his  represen¬ 
tative. 

10.2  Plans  to  be  Filed  Where  Structural  Considera¬ 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  as 
defined  in  these  rules,  the  installer  shall 
file  with  the  Commissioner  of  Buildings 
plans  showing  the  size  and  location  of 
all  storage  tanks  having  a  capacity  greater 
than  275  gallons  where  such  tanks  are 
to  be  installed  either  inside  of  buildings 
in  or  below  the  lowest  floor  level  or  out- 
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side  of  buildings  below  ground.  Plans, 
however,  shall  be  filed  where  275  gallon 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

10.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 

and  seventy- five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 
inch  for  a  period  of  ten  (10)  minutes. 

[b]  10.3.2  Storage  tanks  of  mere  than  two  hundred 

and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as'  follows : 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  which  shall  be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

[d]  10.3.4  The  anti-syphon  devices,  where  used  as 

provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

10.4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

11.1  All  installations  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in¬ 
stallation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner. 
Such  reported  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 

range  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

[b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 

the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 

completely  cut  off  the  passage  of  flue  gases  at  any 
time. 

Rule  13.  Automatic  Pumps. 

13. 1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis¬ 
charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall 
not  be  less  than  eighteen  (18)  inches,  except  that 
this  clearance  may  be  reduced  to  nine  (9)  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  *4  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twice  the  width  thereof  and  such  baf¬ 
fle  is  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 
not  less  than  twelve  (12")  inches,  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (5')  of  heating  apparatus, 
except  where  same  is  protected  by  fire  retarding 
material. 

[d]  14.4  Burners  and  all  accessories,  including  tanks  and 

piping,  shall  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  J4"  asbestos  or  equiva- 
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lent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re¬ 
quired  within  the  specific  approval  of  each  burner. 

[g]  14.7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

[a]  15.1  Cards,  giving  complete  instructions  for  the  care 

and  operation  of  the  system  shall  be  permanently 
fixed  near  the  apparatus  in  readable  condition. 
Where  burners  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons’  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

[b]  15.2  All  heating  systems  in  which  the  oil  is  preheated 

or  systems  not  fully  automatic  shall,  when  operat¬ 


ing,  be  under  the  direct  supervision  of  a  person 
holding  a  certificate  of  fitness  issued  by  the  Fire 
Chief  and  Commissioner,  except,  that  a  person 
holding  a  certificate  of  fitness  as  a  licensed  engineer 
or  as  a  licensed  fireman  under  the  provisions  of 
Section  409  of  the  Charter  of  the  City  of  New 
York,  shall  not  be  required  to  obtain  such  certifi¬ 
cate. 

Rule  1 6.  Modification. 

16.1  When,  for  any  reason,  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  ad¬ 
ministrative  official  having  jurisdiction  shall  have 
power  to  accept  substitute  methods  provided  the 
spirit  and  substance  of  these  rules  shall  be  com¬ 
plied  with. 

Rule  17.  Existing  Installations. 

17.1  Oil  burner  systems  heretofore  installed  and  duly 
approved  as  complying  with  all  laws  and  rules  then 
applicable  thereto  shall  be  deemed  acceptable,  pro¬ 
vided  there  have  been  no  subsequent  alterations  to 
the  apparatus,  except  as  to  Rule  15.2. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex. .  639-25- S A 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 


M. 


Name  of  Pump  Calendar  No. 

D.  Rotary  .  J2-27-SA 


Ballard  Duplex  Electric  Driven  Pump  Set.. 

Beach  Russ  Co.  Rotary  . 

Blackmer  Rotary  . 

Blake  &  Knowles  Horizontal  Simplex  Piston 
Pattern  Pump  . 


Century  Rotary  . 

Cook  Electric  Oil  Pump. 


Davidson  . 

Dean  Bros.  Durable  Duplex . 

DeLaval  IMO  Oil  Pump . 

Deming  Double  Oscillating  Force  Pump. 
Deming  Fuel  Oil  Pump . 

Enterprise  Oil  Pump  . 

Exeter  Rotary  . 


General  Electric  Oil  Pump. 

Goulds  Hand  Rotary  . 

Goulds  Rotary  Oil  Pump.. 
Goulds  Triplex  Plunger 


1413-22-SA 

1134-22-SA 

935-24-SA 

372-21-SA 

908-21-SA 

603-25-SA 

590-21-SA 
840-22- S A 
628-32- S A 
458-27-SA 
298-31-SA 

11-28-SA 

507-22-SA 

475-32-SA 

1133-25-SA 

437-31-SA 

257-22-SA 


Milwaukee  Piston  Rotating  Port  Pump . 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  ™  Ia 

Northern  Rotary  .  1396-24-bA 

1029-26-SA 
570-32-SA 

267-32-SA 
1193-21-SA 


Hardinge  Fuel  Oil  Pump .  813-25  SA 


Kinney  Rotating  Plunger  Pump. 

Koerting  Gear  Pump . 

Kraissl  Fuel  Oil  Pump . 


503-24-SA 

1264-25-SA 

60-28-SA 


Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump. .............. -  ^O-^-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Pascoe  Pump  Set  . 

Petro-Nokol  Industrial  Oil  Pump . 

Quiet  May  Gerotor  Pump  . 

Quimby  Screw  Pump  . 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  . . . 

Ray  Rotary  . 

Rotary  Pressure  Pump  . 

Rotary  Vacuum  Pump  . 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D . 

Sundstrand  Fuel  Unit  (Pump)  , Model  7-OB 

T  ate- Jones  . . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . • 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat  . 

Union  Steam  Pump  for  Fuel  Oil . 

Viking  . 

Warren  Oil  Pump  . 

Wayne  Oil  Pump  &  Fan  Set . 

Webster  Fuel  Oil  Pump,  Type  A . . . 

Worthington  Duplex  Double-Acting  Steam 

Pump  . 

Worthington  Show  Model  Duplex . 


102-35-SA 

588-25-SA 

1060-25-SA 

513-25-SA 

163-34-SA 

410-32-SA 

199-36-SA 

492-21-SA 

1279-25-SA 

60-28-SA 

568-30-SA 

705-30-SA 

438-21-SA 

1169-23-SA 

1155-25-SA 

23-34-SA 

184-22-SA 

194-22-SA 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  kfunicipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 


1535 


APPROVED  APPLIANCES 


Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner 

A.  B.  C.  Oil  Burner . 

A.  B.  C.  Oil  Burner,  Type  H . 

Ace  Rotary  Oil  Burner . 

Acme  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  . 

Acme  Oil  Burner,  Models  BO-1  and  BO-2.. 

Aetna  Automatic  Oil  Burner . 

Air-Blast  Oil  Burner . 

Airtemp  Oil  Burner,  Models  B-6  and  C-6 _ 

Airtemp  Oil  Burner,  Models  D,  F  and  G. . . . 

Alladin  Oil  Burner . 

Alexander  Oil  Burner . 

Alida  Oil  Burner . 

Alpine  Oil  Burner,  Models  A  and  H . 

American  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 
92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 
4562,  4563,  4573,  4578,  4588,  4688,  4678, 
4668,  4666,  4683,  4663,  4653,  4673,  4674, 

4664,  4612,  4618,  4628  and  4638 . 

Aristocrat  Oil  Burner . 

Associated  Oil  Burner  . 

Auto  Heat  Oil  Burner . 

Autocrat  Oil  Burner,  Model  B-l . 

Automatic  Airless  Oil  Burner,  Model  No.  1.. 

Baker  Automatic  House  Heating  Burner..., 

Baker  Oil  Burner,  Model  L,  Gun  Type . 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD . 

Ballard  Baby  Grand  Oil  Burner . 

Ballard  Super  Domestic  Oil  Burner . 

Bayard  Domestic  Fuel  Oil  Burner . 

Berggren  Oil  Burner . 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  . 

Bettendorf  High  Pressure  Oil  Burner . 

Bettendorf  Oil  Burner . 

Bettendorf  Oil  Burner,  Model  H.B . 

Bock  Oil  Burner,  Models  A,  B,  C  and  D _ 

Bock  Oil  Burner,  Models  WH-3,  WH-S,  WH- 

6  and  WH-8  . 

Braden  Automatic  Fuel  Oil  Burner . 

Branford  Oil  Burner . .,!! 

Branford  Oil  Burner,  Model  “A” _ .  ..  .  .  .  .  . 

Brighton  Oil  Burner . * ' 

Bullet  Automatic  Oil  Burners,  Models  A  and 


Caloroil  Burner,  Type  AA . 

Camel  Automatic  Oil  Burner,  Model'  30,'  Types 

A.  B  and  C  and  Models  J  and  A.S . 

Carboradiant  Oil  Burner,  Models  V  &  VS 

Carboradiant  Oil  Burner,  Model  VSS . 

Carborundum  Burner  . 

Carter-Korth  Oil  Burner,  Model'  “P” ! ! ! . 

Carter-Korth  Oil  Burner  . 

Carter  Oil  Burner,  Models,  4X,  5X,”6X 'and 

10X . 

Ce co  Oil  Burner  . ".WWW* . 

Central  Oil  Burner,  Models  4X,’  5X,  6X  and 

10X . 

Century  Oil  Burner  . 

Challenger  Kleen  Heat  Burner.  Series  No.  100 
Challenger  Oil  Burner,  Model  “A”.. 

Chalmers-Ace  (Rotary)  Oil  Burner . !!!” 

Chalmers  Automatic  Oil  Burner,  Models  bi 
and  D2  . 

Citro  Oil  Burner,  Models  A  and  B. 
Commonwealth  Automatic  Oil  Burner...’.’* 

Concord  Burner  . . . 

Continental  Oil  Burner,  Models  A,  B  a'n’d’c!! 

Cooks  Automatic  Oil  Burner . 

Cope-Swift  Safety  Automatic  Oil'  Burner! ! ". ! 


Calendar  No. 
1295-24-SA 
684-29-SA 
47-35-SA 

112-36-SA 

132-34-SA 

1547-23-SA 

579-32-SA 

139-36-SA 

88-34-SA 

298-26-SA 

65-28-SA 

124-34-SA 

110-36-SA 


298-33-SA 

222-35-SA 

178-35-SA 

284-33-SA 

297-31-SA 

53-34-SA 


1323-22-SA 

404-29-SA 


329-35-SA 
447-32- S A 
939-24-SA 
1184-22-SA 
764-26-SA 
485-32-SA 

88-34-SA 

479-31-SA 

731-28-SA 

498-32-SA 

123-31-SA 

102-34- SA 
322-30-SA 
36-31-SA 
461-32-SA 
372-33-SA 

195-33-SA 

1361-24-SA 

229-32-SA 
16-31-SA 
49-32-SA 
571-29-SA 
389-32- S A 
54-30-SA 

117-34-SA 

354-35-SA 

117-34-SA 

157-28-SA 

813-28-SA 

86-34-SA 

47-35-SA 

608-32-SA 

86-36-SA 

348-28-SA 

108-35-SA 

146-31-SA 

955-27-SA 

354-31-SA 


^  Name  of  Burner  Calendar  No. 

Craftsman  Oil  Burner  .  222-35-SA 

Crescent  Oil  Burner .  222-29-SA 

Crescent  lype  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Crown  Oil  Burner,  Type  XA .  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-26-SA 

D’Elia  Oil  Burner .  155-31-SA. 

Delco  Heat  Oil  Burner .  420-31-SA 

DeWalt  Oil  Burner .  S41-31-SA 

Diesel  Oil  Burner  .  354-35-SA 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner .  317-31-SA 

Uoherty  Oil  Burner .  943-26-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Dupont  Oil  Burner  .  248-36-SA 


Easternoil  Automatic  Oil  Burner,  Models  A. 

B  and  C  . 

Economy  Oil  Burner,  Type  A-l  ..!!!!.*!!!!!! 

Eisler  Automatic  Oil  Burner . 

Elec-tro-matic  Oil  Burner,  Type  15i! .’!!.’.’! ! 
Electrol  Automatic  Oil  Burner  and  Models 

BB,  C,  EA  and  TCV . 

Ember-Glo  Oil  Burner . 

Empire  Oil  Burner . 

Enterprise  Rotary  Fuel  Oil  Burner’.’.’.*.’.’.!*.!*. 

Enterprise  Steam  Atomizing  Burner . 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 . 

Espo  Oil  Gas  Burner . 

Evenheet  Oil  Burner . .'.'!!!!!! 

Everedy  Oil  Burner . ” 


600-31-SA 

45-31-SA 

481-27-SA 

125-33-SA 

2S9-25-SA 

462-32-SA 

222-35-SA 

1149-27-SA 

15-33-SA 

225-32-SA 

1431-23-SA 

554-32-SA 

102-33-SA 


Fairfield  Oil  Burner . 

Faultless  Oil  Burner . .'!.'!.’!.’ 

Fine-Glo  Oil  Burner . 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 

Model  T-2  . 

Fluid  Heat  Domestic  Oil  Burner.  Type  0... 
Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P 

Fluid  Heat  Oil  Burner . 

Forsdraft  Oil  Burner . !'.!!!! 

Foster  Oil  Burner . 

Franklin  Domestic  Oil  Burner.....*!!!!!!!!! 
Freeport-Silent  Service  Oil  Burner,  Models  5. 

10  and  30 . 

Fuelo  Oil  Burner . .!!!!...!.!!!!. 

Gar  Wood  Oil  Burner . 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500 
General  Automatic  Oil  Burner,  Model  A.... 

General  Electric  Fuel  Oil  Burner . 

General  Electric  Oil  Burner,  Type  DA-2...’.* 

Ghapco  Steam  Generator  . 

Gilbarco  Industrial  Burner . 

Gilbert  &  Barker  Flexible  Flame  Burner..!! 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner . 

Gilbert  &  Barker  Oil  Burner,  Model  S-l !!! ! 

Gill  Oil  Burner . 

Gold  Star  Oil  Burner,  Models  F  and  6 . 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . 

Goodspeed  Automatic  Oil  Burner . . 

Goodspeed  Oil  Burner,  Nozzle  Type  2 . 

Gould  Automatic  Oil  Burner . 

Grant  Oil  Burner . 

Grant  Oil  Burner,  Model  “C” . 

Hardinge  Oil  Burner . 

Hardinge  Oil  Burner,  Model  23 _ !!!!!.'!!! 

Harris  Fuel  Oil  Burner . . ’! 

Hart  Automatic  Oil  Burner . !!!.’!.’ 

Hart  Automatic  Oil  Burner,  Model  Series 

. * . 


584-3 1-S  A 
493 -24- S  A 
178-35-SA 

125-36-SA 

1094-27-SA 

134-35-SA 

361-32-SA 

41-34-SA 

715-26-SA 

560-26-SA 


97-33-SA 

47-30-SA 

373-30-SA 

481-32-SA 

60-36-SA 

434-32-SA 

228-33-SA 

348-31-SA 

350-32-SA 

109-31-SA 

520-3 1-S A 
282-33-SA 
1231-23-SA 
166-33-SA 

441-31-SA 
957-27-S4 
346-33-SA 
178-35-SA 
382-26- S  A 
232-32-SA 
813-25-SA 
33-33-SA 
690-30- S  A 
1162-24-SA 
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APPROVED  APPLIANCES 


Name  of  Burner  Calendar  No. 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat  King  Oil  Burner,  Model  2 .  98-35-SA 

Heat-O-Matic  Oil  Burner . 178-35-SA 

Heatiator  Oil  Burner .  1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 

Heil  Combustion  Fuel  Oil  Burner,  Type  B...  295-29-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  HF....  309-33-SA 

Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  . 486-32-SA 

Herman  NeFon  Conversion  Oil  Burner .  144-36-SA 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2  11-36-SA 

Hofmann  Automatic  Fuel  Oil  Burner,  Model 

4!  .  274-35-SA 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Homestead  Oil  Burner,  Model  E .  176-36-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 


Improved  Kres-Kno  Oil  Burner  and  Model 

MD  . 

Inferno  Oil  Burner . • . 

International  Mechanical  Draft  Oil  Burner.. 
International  Oil  Burner . 


591 -29- S A 
82-33-SA 
372-30-SA 
1305-24-SA 


Jacobsen  Balanced  Oil  Burner,  (Model  V-l)  333-33-SA. 
Johnson  Improved  Rotary  Fuel  Oil  Burner..  938-22-SA 
Joyce  Oil  Burner .  852-26-SA 


K.  F.  C.  Oil  Burner........ . 

Kaytown  Quiet  Automatic  Oil  Burner,  Models 

A,  B  and  C . 

Kelco  Oil  Burner . 

Kelvinator  Oil  Burner . 

Kelvinator  Oil  Burner,  Model  K . 

KeWaNee  Oil  Burner,  Model  “C” . 

Kingsway  Century  Oil  Burner,  Models  F  and 

G . 

Kleen  Heet  Oil  Burner . 

Kleen  Fleet  Oil  Burner,  Type  902 . 

Kleen  Heet  Oil  Burner,  Type  R . 

Korth  Oil  Burner,  Models  G  and  S . 

Kreager  Oil  Burner . 

Kres-Kno  Oil  Burner . . . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 

Laco  Oil  Burner,  Model  NL . 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D.. 

Lange  Economical  Oil  Burner . 

Lawrence  May  Oil  Burner . 

Leader  Oil  Burner . . 

Leiman  Brothers  Fuel  Oil  Burner . 

Liberty  Automatic  Heater . 

Liberty  Pressure  Oil  Burner . 

Lochinvar  Oil  Burning  Unit . 

Lonergan  Automatic  Oil  Burner . 

Luxor  Heat  Oil  Burner . 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3.. 

“M  W”  Domestic  Oil  Burners,  Models  Nos. 
25,  26,  65,  66,  307,  308.  309,  400  and  800. . 

M.  W.  Emancipator  Oil  Burner . 

M.  W.  Oil  Burning  Water  Heater . 

M.  W.  Water  Heater,  Model  20-D . 

Magna  Fuel  Oil  Burner . 

Majestic  Oil  Burner . 

Major  Oil  Burner,  Models  H,  U,  P  and  PP.. 

Marr  Oil  Burner,  Model  H,  Type  R . 

Master  Fuel  Oil  Burner . 

Master-Kraft  Oil  Burner . 

May  Oil  Burner . 

May  Oil  Burner,  Type  BB . 

Mayfield  Oil  Burner . 


846-25-SA 

146-31-SA 

237-33-SA 

339-31-SA 

105-34-SA 

518-32-SA 

369-33-SA 

62-24-SA 

99-35-SA 

49-33-SA 

136-34-SA 

367-30-SA 

443-28-SA 

354- 34- S  A 

670-30-SA 

226-33-SA 

355- 33-SA 
1 034-27- S A 

425-31-SA 
314-30-SA 
129-28-SA 
75-34-SA 
1 42-36- S  A 
208-33-SA 
322-30-SA 
166-34-SA 


341-32-SA 
1 02-33- S  A 
737-29-SA 
365-34-SA 
197-33-SA 
693-30-SA 
10-34-SA 
765-26-SA 
350-32-SA 
83-33-SA 
68-24-SA 
46-34- S A 
568-31-SA 


Name  of  Burner  .  Calendar  No. 

Mayflower  Oil  Burner .  124-29-SA 

Mcllvane  Oil  Burner .  544-29-SA 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-SA 

Merco  Oil  Burner .  637-29-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Metro-Pressure  Oil  Burner,  Models  A,  B  and 

<3  .  146-31-SA 

Micron  Oil  Burner.. .  345-34-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-3 1-S  A 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-SA 

Monitor  Oil  Burner .  202-34-SA 

Morrissey  Oil  Burner .  673-27-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1 - 

Morse  Conical  Type  Steam  Atomizing  Burner 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner 

Morse  Fuel  Oil  Burner .  820-23-SA 

Moto-IFeat  Oil  Burner .  195-32-SA 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  .  628-23-SA 

Mousette  Oil  Burner .  887-25-SA 


359-33-SA 

938- 25-SA 

939- 25- S A 


Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner .  836-25-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA 

New  Process  Oil  Burner .  1071-27-SA 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 

Nokol  Automatic  Burner .  1078-24-SA 

Norge  Oil  Burner  Models  N8,  N18  and  N28.  226-34-SA 

Norge  Water  Heater,  Models  23  and  45 .  365-34-SA 

Nu-Wav  Oil  Burner .  773-26-SA 

Oilbuilt  Burner  .  85-33-SA 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-SA 

Oreo  Oil  Burner,  Model  A-l .  216-36-SA 

Oronoque  Oil  Burner .  394-30-SA 

Orr  Fuel  Oil  Burner .  113-26-SA 

Pacific  Oil  Burner .  343-35-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner .  236-35-SA 

Peoples  Silent  Oil  Burner,  Models  O  and  G. .  313-35-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect  Automatic  Oil  Burner  (Gun  Type), 

Model  A-l  .  112-36-SA 

Perfect-Pantex  Oil  Burner. .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner. .  452-31-SA 

Petro  Burner,  Model  0 .  78-28-SA 

Petro  Burner,  Model  P-2 .  735-30-SA 

Petro  Oil  Burner,  Model  W-2 .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-1J4--*  245-33-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 . 40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32 -S A 

Pioneer  Automatic  Oil  Burner .  1259-27-SA 
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Name  of  Burner  Calendar  No. 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

„  and  ,c  .  600-3 1-S A 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  . .  411-32-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  . 

Pyrolene  Oil  Burner . 


21-36-SA 

184-36-SA 


Quiet  Ballard  Automatic  Oil  Burner. 
Quiet  Heet  Oil  Burner . 


660-30-SA 

49-36-SA 


Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 . 

Rayfield  Oil  Burner . 

Real  Host  Oil  Burner . 

Re-Ly-On  Oil  Burner . 

Remington  Domestic  Oil  Burner,  Type  B.... 

Remington  Oil  Burner . 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  . 

Reynolds  Oil  Burner,  Model  GC.' . 

Richfield  Oil  Burner,  Pressure  Gun  Type.... 

Richmond  Gravity  Fuel  Oil  Burner . 

Rickard  Oil  Burner . 

Rohr  Schanck  Fuel  Oil  Burner . 

Rotoflame  Gem  Oil  Burner . 

Ryan  &  Scully  Commercial  and  Domestic  Oil 
Burner  . 


504-23-SA 


368-34- S  A 
504-26-SA 
38-34-SA 
745-26-SA 
532-3 1-S  A 
891-26-SA 


667-28-SA 

266-34-SA 

73-36-SA 

1193-22-SA 

1011-27-SA 

583-21-SA 

187-33-SA 


304-32- S A 


S.  &  K.  Mechanical  Fuel  Oil  Burner . 

S  &  K  Wide  Range  Fuel  Oil  Burner . 

S-K  Oil  Burner,  Models  F  and  G . 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  . 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  . 

S.  T.  Johnson  Oil  Heat  Servant . 

Schulse  Home  Oil  Burner . ’ 

Scott-Newcomb  Pioneer  Oil  Burner,' Models 

C,  CA,  CJ,  CV  and  SN  Junior . 

Sealdheet  Oil  Burner,  Model  SH . 

Security  Oil  Burner . 

Shepard  Oil  Burner . 

Shill  Oil  Burner . 

Shur-Heat  Oil  Burner.  Models’  R-15  and  R-35 
Silent-Auburn  Fuel  Oil  Burner,  Models  A 

B,  C  and  O . . . ’ 

Silent  Automatic  Oil  Burner . 

Silent  Automatic  Burner,  Model  “B”!..!.!’ 
Silent  Automatic  Burner,  Model  “E” 

Silent  Flash  Oil  Burner,  Model  Cl.. 

Silent  Glow  Oil  Burner,  Model  G . !!! 

Silent  Glow  Oil  Burner,  Models  800  1000 

1800,  2800,  3800,  6800  and  8800 . 

Silent  Heet  Oil  Burner,  Model  C . 

Silent  Paramount  Oil  Burner,  Models  F  and  G 
Simplex  Domestic  Oil  Burner,  Type  PA 
Simplex  Domestic  Type  “S.P.”  Oil  Burner!! 
Simplex  Turbine  Fuel  Oil  Burner,  Model’s 

C. O.G.  and  M.O.G . 

Socony  Arrow  Oil  Burner . 

Standard  Automatic  Oil  Burner,  Type  14-G. 
Standard  Automatic  Oil  Burner,  Type  IDG! 
Standardyne  Oil  Burner . 

Stephen:;  OH  Burner,  Models  Nos.’  i  and  2.’ ! ! ! 

Stuhler  Oil  Burner . 

Stuhler  Oil  Burner,  Model  R . !! . 

Summerheet  Oil  Burner _ !!!!!! . 

Sundstrand  Automatic  Oil  Burner!!.!!!***’* 


1115-22-SA 

10-33-SA 

369-33-SA 


197-32-SA 


198-32-SA 
157-3^-SA 
1487-23- S  A 


436-32-SA 
160-36-SA 
56-28- S  A 
563-30-SA 
3 1 5-30- S  A 
21-36-SA 


463-3 1-S A 
458-26-S  A 

709- 30- S  A 

71 0- 30- S  A 
38-33-SA 

600-30- S  A 


345-31-SA 

96-36-SA 

369-33-SA 

446-30-SA 

145-31-SA 


1 203 -22- S  A 
1191-24-SA 

536- 31-SA 

537- 31-SA 
34-34-SA 

146-33-SA 

618-27-SA 

84-36-SA 

581-26-SA 

755-26-SA 


121-35-SA 

266-34-SA 

177-35-SA 

454-25-SA 


Name  of  Burner  Calendar  No. 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

'l  abor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 

Thermoil  Oil  Burner,  Model  G1 .  324-36-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Thoroburn  Oil  Burner,  Model  A-1-16-G .  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Heater  (Water 

Heater  Unit)  Models  40-A  and  50-B _ 

Timken  Silent  Automatic  Oil  Burner,  Model  G 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press 
Todd  Rotary  Burner,  Models  A,  B  and  C... 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Tri-Aire  Oil  Burner,  Model  C-3 .  188-36-SA 

Frojan  Domestic  and  Industrial  Fuel  Oil 

^  Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

U  and  S  Oil  Burner  for  Pressing  Machine, 

Models  A,  B  and  C .  '331-36-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner . .  !  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner . 6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44_32-SA 

Vesta  Oil  Burner .  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner .  320-30  SA 

Viking  Oil  Burner . "!!!!!  396-32- S A 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW. 

EW-1  and  EW-2 .  341-33-SA 

Warner  Oil  Burner,  Model  A .  lfi-34-SA 

Wayne  Oil  Burner .  1155-25-SA 

Wayne  Domestic  Oil  Burner,  Model’ k!  !!!! !  115-32-SA 

Wayne  S-2  Domestic  Oil  Burner .  115-32-SA 

Weco  Multi  Oil  Burner,  Low  Pressure  Type.  24-36-SA 

Whec°  on  Burner... .  108-34-SA 

White  Flame  Oil  Burner .  357-3S-SA 

White  Heat  Oil  Burner .  232-36-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models”/ 

....  JJ’  K>  KA>  KB,  and  R .  918-22-SA 

Windsor  Oil  Burner,  Models  A-3U,  B-5U 

and  C-6U  .  . ’ .  658-30-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  6,  A 

and  B  .  32-33-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  41  29  SA 

York  Horizontal  Rotary  Oil  Burner  (Type 

v  wP)  'RVn .  56-36-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 
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APPROVED  APPLIANCES 


APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 

Calendar  No. 


Name  of  Burner 
A.B.C.  Range  Burner  Assemblies,  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  .  29-35-SA 

Air-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

Air-O-Flame  Range  Burner  .  236-34-SA 

American  Beauty  Heater  (Pot  Types), 

Models  1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  196-34-SA 

Bland  Range  Oil  Burner .  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

Brigham  Range  Oil  Burner .  217-35-SA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  .  207-35-SA 

Coleman  Oil  Burning  Circulating  and  Space 

Heater,  Model  825  .  308-36-SA 

Diamond  Range  Oil  Burner .  325-34-SA 

Easyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 .  157-35-SA 

Easyway  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27  and  CSP19 .  158-35-SA 

Easyway  Water  Heater,  Models  H.W.l  and 

H.W.2  .  159-35-SA 

Ellington  Range  Oil  Burner,  Square  Circulat¬ 
ing  Heater  and  Round  Circulating  Heater  351-34-SA 
Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  . 40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 

Fairfax  Range  Burner  .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-9,  CH-27,  CH-28, 

CH-29.  RH-7  and  RH-9 .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28, 

PH-8,  PC-8,  PC-28,  PR-10,  PR-81  and 

PR-82  .  172-35-SA 

Florence  Range  Burners .  219-34-SA 

Fox  Range  Oil  Burner .  200-34-SA 

Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34-SA 

Hupp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Bowl  Type  Space  Heater,  Models 
300-300-A,  303-303-A,  310-310-A,  315-315-A 

and  320-320A  .  266-35-A 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  339-34-SA 

Kolrid  Range  Burner  .  48-34-SA 

Kres-Kno  Range  Oil  Burner,  Model  MD. 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

Lochinvar  Automatic  Oil  Burning  Water 

Heater  .  143-36-SA 


Name  of  Burner  Calendar  No. 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

Loyalty  Range  Burner  .  302-34-SA 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 


M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  . 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801 .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B . 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  . 

Majestic  Space  Heater,  Models  247T  and  248. 

Majestic  Water  Heater,  Models  255A  and  255B 
Moderne  Range  Oil  Burner,  Models  Regular, 

Junior  and  Firenew  .  357-34-SA 


367-34-SA 


364-34-SA 

180- 3S-SA 

181- 35-SA 

182- 35-SA 


National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 
Norge  Space  Heater,  Models  75,  50,  37  and 

37-R  .  366-34-SA 

Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Odin  Beauty  Heater  (Pot  Types),  Models 

1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

Putnam  Range  Oil  Burner  .  54-35-SA 

Quaker  Burnoil  Stove  .  11-31-SA 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Sears  Roebuck  Oil  Burning  Water  Heater, 

Hercules  Model  No.  2544 .  303-36-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  491-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  . ; .  310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  .  65-35-SA 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  C:ty  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RULES 


“STANDPIPE”-“FIRELINE”  RULES  ADOPTED  JUNE  27,  1922;  AMENDED  MAY  18  1928- 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9,  1931. 

[281-22-SR] 


Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
J4-inch  or,  by  permission  of  the  Fire  Commissioner,  l/$-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect. 

Rule  2.  APPROVAL.  Before  acceptance  all  standpipe 
(fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the  street  Siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  100 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply, 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  SO  lbs.  per  sq.  in.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

_  No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing,  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  stand¬ 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

When  deemed  necessary  by  the  Fire  Commissioner,  sec¬ 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  8^4  x  11 
in.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 
Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 
There  shall  be  an  engineer,  superintendent  or  other  per¬ 
son  in  charge  of  the  standpipe-fire  line  system  in  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
be  registered,  and  submit  to  an  examination  in  the  Fire 
Department.  Upon  evidence  of  fitness  to  properly  operate 
and  maintain  the  standpipe  system  he  shall  be  granted  a 
Certificate  to  that  effect.  The  certificate  shall  contain  the 
full  name  and  a  small  photograph  of  the  holder. 

Day  and  night  service  shall  be  maintained  in  all  build¬ 
ings  exceeding  250  feet  in  height  in  which  there  is  a  fire 
pump. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
least  one  certified  operator  on  duty  during  every  perform¬ 
ance.  Buildings  of  large  areas,  industrial  plants,  amuse¬ 


ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duty  when  deemed  necessary  by  the  fire  commissioner. 

Rule  4.  MONTHLY  INSPECTION.  All  valves,  hose, 
tools,  and  other  auxiliary  fire  appliances  shall  be  kept 
in  perfect  working  order,  and  at  least  once  a  month  the 
person  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
Fire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

He  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 
premises  for  examination  by  a  representative  of  the  Fire 
Department. 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
fifty  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
of  the  owner  of  the  premises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5.  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturer’s  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
drawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
budding  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shad  be  present  at  all  times. 

Rule  7.  AREA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances,  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical)  distance  measured  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  in  the  case  of  flat  roofs,  and  to  the  average 
height  of  gable  in  case  of  roofs  having  a  pitch  of  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth,  to  make  possible  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary.  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for: 

(a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hav¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  main 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  bose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

.  Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  W'ater 
Works  Association:  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  and 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  .feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank’ 
3  inches  below  the  top  (of  sides).  Overflows  shall  termi¬ 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  the 
highest  story. 
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Rule  22.  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
as  high  as  practicable  within  the  pyramid  or  tower.  Pro¬ 
vided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  for  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery.  Fire  appliances,  as  may  be  required  by  the 
Fire  Commissioner,  shall  be  provided  in  such  tank  houses, 
elevator  machine  rooms,  etc. 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced.  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter¬ 
mediate  landings  every  12  ft.  or  less. 

Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
line  reserve  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted, 
under  these  rules,  no  check  valve  shall  be  required.  An 
O.  S.  &  Y.  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
l^-inch  steam  line  with  a  1-inch  return  separately  trapped. 
The  water  in  the  tank  shall  be  maintained  at  a  temperature 
above  40°  F. 

Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
using  the  tank  supply  seven  days  a  week  supplying  both 
standpipe  and  house  service  lines  shall  not  require  heating. 
If  in  an  adequately  heated  enclosure,  interior  heating  of 
tanks  shall  not  be  required. 

Rule  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
have  at  least  10,000  gallon  effective  water  capacity  as  speci¬ 
fied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
concrete,  located  below  the  grade,  or  lowest  story,  if  there 
is  no  cellar  under  the  building.  The  Fire  Commissioner  may 
permit  suction  tanks  to  be  located  in  a  separate  enclosure, 
or  building  provided  they  are  accessible  and  when,  in  his 
judgment,  such  location  will  be  more  practicable.  House 
supply  tanks  may  be  connected  to  the  fire  pump  suction 
line,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
be  provided  on  such  house  supply  lines. 

Rule  28.  LOWEST  TANK  SUPPLY.  The  lowest  suc¬ 
tion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
diameter  taken  directly  and  independently  from  the  public 
street  main.  The  supply  shall  be  not  less  than  750  gallons  a 
minute,  and  shall  enter  the  suction  tank  above  the  top  or 
through  the  side  near  the  top  of  the  tank  and  shall  be  con¬ 
trolled  by  suitable  bronze  ball  cock  and  copper  float. 

Rule  29.  SUPPORT  FOR  TANKS.  Tanks  of  more 
than  500  gallons  capacity  thereafter  placed  in  or  on  any 
building  shall  be  supported  on  masonry,  reinforced  con¬ 


crete  or  steel  construction  of  sufficient  strength  and  car¬ 
ried  to  a  proper  foundation  as  provided  for  in  section  428, 
Chapter  5  of  the  Code  of  Ordinances. 

Rule  30.  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 
and  directed  by  the  Fire  Commissioner  and  as  prescribed 
in  Schedule  A.  Each  such  tank  shall  have  at  least  5,000 
gallons  of  water  reserved  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shall  be  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys¬ 
tem  of  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 
hereinafter  set  forth : 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
tank  with  the  riser  of  the  portion  of  equipment  supplied 
from  the  tank  and  in  this  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward,  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
&  Y.  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted,  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position.  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by-pass  type,  except  that  emergency  control  valves 
when  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  of  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
of  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit¬ 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.,  and 
at  more  frequent  intervals  if  deemed  necessary  by  the  Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per¬ 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems,  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may  be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 

Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 

One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair”  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18  in. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner.  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo¬ 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream, 
except  where  the  static  pressure  at  the  hose  outlet  is  15 
lbs.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION.  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least  equal  to  the  diameter  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than 
five  inches. 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a)  In  every  building  hereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen¬ 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test 
line  between  the  4  in.  relief  branch  and  the  tank  there  shall 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump.  In  the  line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

Rule  42.  NUMBER  AND  LOCATION  OF  FIRE 
PUMPS. 


SCHEDULE  A 


** 

Approximate  Location  of  Pumps 

Height  fr 
Uppermo. 
Hose-  Out 
to  grade* 

Total  No. 
of  Pumps 
Required. 

ljf  Pump 

2nd  Pump 

3rd  Pump 

4th  Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

701'  to  800' 

3 

Below  grade 
level 

250'  to  300' 

500'  to  600' 

801'  to  900' 

4 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

600'  to  750' 

901'  to  1000' 

4 

Below  grade 
level 

250' 

500' 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  house 
outlet. 
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Rule  43.  FIRE  PUMPS  IN  BUILDINGS  EXCEED¬ 
ING  1,000  FEET.  All  buildings  exceeding  1,000  feet  from 
grade  level  to  uppermost  hose  outlet  shall  be  provided  with 
a  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
line  of  the  lowest  pump. 

Rule  44.  TANK  CAPACITIES.  Suction  tanks  supply¬ 
ing  the  first  or  lowest  pump  shall  contain  not  less  than 
10,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
and  uppermost  supply  tanks  for  buildings  between  250  and 
400  ft.  as  described  in  above  schedule  shall  contain  not  less 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sup¬ 
ply  tanks  on  all  other  buildings  shall  contain  not  less  than 
3,500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  of  the  open  type. 

Rule  45.  TANK  STRAINERS.  All  supply  tanks  shall 
be  provided  with  bronze  strainers  at  pump  and  riser  intake 
lines. 

Rule  46:  CENTRIFUGAL  FIRE  PUMPS.  Fire  pumps 
installed  under  these  rules  shall  have  a  capacity  of  750 
G.  P.  M.  and  shall  be  of  the  multi-stage  motor  driven  Cen¬ 
trifugal  type  designed,  constructed  and  installed  to  render 
the  highest  possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  enclosed 
in  eight  (8)  inch  brick  or  concrete  walls  with  approved  fire 
doors  at  openings  and  with  fireproof  floor  and  ceiling  con¬ 
struction.  If  located  in  the  lowest  story  of  the  building,  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one  (1) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
with  safe  egress  for  the  attendant. 

The  pumping  equipment  shall  be  adaptable  for  heavy  duty 
service  having  all  parts  of  ample  strength  with  liberal 
water  passage  and  all  working  parts  exposed  to  corrosion 
of  phosphor  bronze. 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
capacity  name  plate,  pressure  gauges,  relief  valves,  hose 
manifold  and  three  (3)  approved  2J4  in.  hose  valves  with 
Standard  Fire  Department  male  threads.  Fire  pumps  shall 
take  suction  supply  under  a  head  of  water  and  in  no  case 
shall  there  be  less  than  six  (6)  feet  between  water  level  in 
tank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform  re¬ 
quirements  of  “The  National  Standard”  as  adopted  by  the 
following  associations : 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters, 
or  as  approved  by  the  Board  of  Standards  and  Appeals. 

Fire  pumps  to  be  designed  to  operate  at  not  less  than  five 
(5)  pre-determined  speeds  to  give  five  (5)  pre-determined 
pressures  which  will  insure  a  maximum  pressure  of  80  lbs. 
and  a  minimum  pressure  of  50  lbs.  throughout  the  building! 

Fire  pump  equipment  shall  be  so  designed  that  it  will 
operate  normally  at  least  five  (5)  speeds  to  provide  a  mini¬ 
mum  of  50  lbs.  pressure,  and  where  more  than  one  pump  is 
required  it  shall  be  capable  of  pumping  to  the  level  of  the 
next  highest  pump  station  in  case  of  breakdown  of  inter¬ 
mediate  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
run  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
continuous  service  and  four  (4)  for  standby  service. 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumping 
equipment  shall  be  free  from  defects  in  design,  workman¬ 
ship  and  material  and  shall  give  proper  and  continuous 
operation  under  the  conditions  of  service  specified  and  shall 
be  subject  to  approval  of  the  Board  of  Standards  and 
Appeals. 

Materials  entering  into  construction  of  this  equipment 
shall  be  the  best  quality  of  their  respective  kinds  and  all 
parts  shall  be  amply  proportioned  so  as  to  be  adaptable  for 
heavy  duty  service. 

CASING:  Casing  shall  be  of  close  grained  cast  iron  and 
divided  horizontally,  and  having  suction  and  discharge  con¬ 
nections  in  the  lower  half,  so  that  the  top  casing  can  be  re¬ 


moved  without  breaking  water  connections.  Casing  shall 
have  in  addition  to  flange  bolts,  additional  heavy  bolts  in¬ 
side  of  flange  to  prevent  leakage  between  stages.  Casing 
shall  be  tested  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

SHAFT :  Shaft  shall  be  made  of  best  grade  nickel  steel 
and  shall  be  ground  all  over  to  close  limits  and  a  high 
finish. 

IMPELLERS:  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  over. 

WEARING  RINGS  :  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type.  Impeller  wear¬ 
ing  rings  shall  be  securely  attached  to  impeller,  and  casing 
ring  shall  be  securely  locked  in  the  casing. 

SHAFT  SLEEVES :  Shaft  sleeves  shall  be  of  bronze 
and  extend  through  stuffing  boxes  to  protect  the  shaft 
from  corrosion  and  wear  from  the  packing. 

BEARINGS  :  Bearing  brackets  shall  be  of  the  best  grade 
of  close  grained  cast  iron  and  securely  bolted  to  the  lower 
half  of  the  casing. 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable.  Each  bear¬ 
ing  shall  be  equipped  with  two  oil  rings  to  insure  proper 
lubrication. 

COUPLING:  Coupling  shall  be  of  best  grade  cast  iron 
finished  all  over  and  keyed  to  shaft.  The  two  halves  shall 
be  connected  by  coupling  pins,  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves. 

STUFFING  BOXES:  Stuffing  boxes  shall  be  of  suf¬ 
ficed  depth  to  prevent  excessive  leakage  and  shall  contain 
water  seal  rings  of  bronze. 

PACKING :  Packing  shall  be  held  in  place  by  bronze 
glands  horizontally  split  and  bolted  together. 

BED  PLATE:  Bed  plate  shall  be  of  cast  iron  of  heavy 
box  type  and  provided  with  finished  pads  to  which  the  pumn 
is  bolted  and  doweled.  Foundation  bolt  rings  shall  be  drilled 
for  foundation  bolts.  Jack-screw  pads  to  be  cast  with  bed 
and  jack-screws  furnished  to  assist  in  aligning.  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends. 

PAINTING:  Pumps  shall  be  painted,  filled,  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 
in  the  bearing  brackets  to  be  painted  white  with  a  special 
oil-resisting  paint. 

Rule  48.  SPECIFICATIONS  FOR  ELECTRICAL 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS. 

TESTING:  Pumps  shall  be  tested  at  the  plant  of  manu¬ 
facturer  to  prove  that  they  can  fulfill  requirements  of 
specifications  and  guarantees  made. 

MOTOR:  (a)  Direct-current  motors  must  be  of  the 
shunt  or  cumulative  compound  wound  types.  The  speed  of 
the  motor  at  no  load  must  not  exceed  the  speed  at  full  load 
by  more  than  10%. 

Alternating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
of  fire  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herein. 

(b)  With  a  room  temperature  not  exceeding  40  deg.  C., 
motors  shall  be  designed  for  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 
overload  of  15%  without  stress  and  without  injurious  rise 
in  the  temperature.  Motors  shall  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury.  No 
electrical  or  mechanical  weakness  should  develop  during 
these  tests.  The  rise  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri¬ 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN :  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  of 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip¬ 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM :  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES:  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION:  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

(c)  No  fuses  nor  other  overload  release  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING:  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH:  An  approved  knife  switch  for  independent 
sources  of  supply  must  be  provided,  having  one  pole  for 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS :  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breaker 
must  be  provided  to  indicate  the  presence  of  voltage  on  the 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  or 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARTUS :  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  panel 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injury 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF  EQUIPMENT :  The  entire  equipment  shall 
be  subject  to  test  and  inspection  by  representatives  of  the 
Fire  Commissioner. 

POWER  SUPPLY :  Where  the  power  supply  can  be 
obtained  from  two  separate  street  feeders,  two  separate  and 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Edison 
three-wire  system  and  the  power  lines  are  protected  by  ap¬ 
proved  conduit  from  a  point  where  they  enter  the  building 
to  the  control  panel  in  the  pump  room,  it  will  be  considered 
an  acceptable  source  of  power  supply. 

Isolated  Plant :  Where  the  source  of  supply  is  an  isolated 
plant  located  in  the  building  an  auxiliary  service  of  suf¬ 
ficient  capacity  shall  be  obtained  from  some  outside  source. 

Transmission  Lines :  (a)  The  lines  between  the  power 
plants  and  the  pump  room  must  be  of  such  number,  so 
arranged  and  so  located  that  there  will  be  small  chance  of 
an  interruption  of  service  to  the  motor,  due  to  accident  to 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approved 
conduit. 

Where  the  valves  involved  are  large  and  the  crippling  of 
this  pump  service  would  seriously  affect  the  protection  of 
the  property,  at  least  two  separate  lines  from  the  power 
plant  or  plants  to  the  pump  installation  shall  be  provided. 
The  lines  must  be  run  by  separate  routes  or  in  such  man¬ 
ner  that  a  failure  of  both  at  the  same  time  will  be  only  a 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  room 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  given 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  ex¬ 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants, 
and  where  provided  at  various  points  on  the  lines,  must  be 
of  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead, 
the  circuit  breaker  protecting  the  motor. 

TRANSFORMERS:  Where  it  is  necessary  to  install 
transformers  they  shall  be  installed  in  accordance  with 
Chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
be  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ling  system.  The  signalling  stations  shall  be  located  one  on 
each  floor  at  main  riser.  This  system  shall  be  so  arranged 
that  a  coded  signal  can  be  transmitted  to  the  pump  rooms. 
An  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
and  at  such  other  locations  as  the  Fire  Commissioner  may 
direct.  All  apparatus  used  in  connection  with  the  signal¬ 
ling  system  shall  be  of  an  approved  type  and  installed  as 
outlined  in  rules  governing  the  installation  of  interior  fire 
alarm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
circuit  of  the  signal  sending  station. 

A  card  of  instructions  shall  be  placed  in  the  pump  room 
giving  code  numbers  of  signalling  stations,  the  pressures 
obtainable  at  different  speeds  of  the  motor  and  such  other 
information  the  Fire  Commissioner  may  direct. 

Rule  SO.  RELAY  STANDPIPE  SYSTEM.  All  build¬ 
ings  hereafter  erected  exceeding  400  ft.  from  grade  to 
highest  hose  outlet  shall  be  provided  with  an  intermediate 
combination  gravity  and  suction  standpipe  supply  tank  and 
a  fire  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re¬ 
served  for  the  fire  lines  and  shall  be  connected  to  fire  line 
system  as  described  in  Rule  30  for  intermediate  tanks  ex¬ 
cept  that  in  addition  to  the  requirements  of  Rule  30,  there 
shall  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
around  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves. 
An  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
be  provided  in  the  by-pass  line. 

Each  tank  shall  be  provided  with  overflow  and  emer¬ 
gency  drain  lines  as  required  in  Rules  19  and  20,  except  that 
such  lines  shall  drain  to  roofs  of  set  backs  on  building,  or 
into  house  drain  lines  providing  the  house  drain  line  or 
lines  are  equal  in  sum  total  to  the  sum  total  in  diameter  of 
the  drain  lines. 

The  fire  pump  shall  have  a  capacity  of  not  less  than  750 
gallons  of  water  per  minute  and  shall  deliver  through  the 
standpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 
to  the  square  inch  at  the  highest  hose  outlet  fed  by  said 
pump. 

.  All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 
inches  above  the  floor  and  on  the  floor  below  the  supply 
tank,  with  the  suction  line  as  direct  as  practicable. 

d  he.  pump  discharge  line  shall  be  connected  to  the  main 
feed  riser  feeding  up,  and  outside  the  horizontal  tank  check 
valve  line,  and  the  upward  swinging  check  valve  in  the 


main  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
upward  swinging  check  valve  SEALED  OPEN. 

The  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
by  a  3-inch  line  to  house  drain  or  scuppers  in  exterior  wall. 
The  electric  switch  controlling  the  motor  shall  be  marked 
on  panel  “FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

Rule  51. _  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks,  fire  lines  and  pumps  shall  be  numbered  by  3-inch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 
wheel  of  valves. 


Rule  52.  PUMP  ROOM  DIAGRAM.  A  white  and 
black  print  drawn  to  a  scale  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank,  fire 
pump,  all  pipe  lines  and  valves.  The  number  of  each  valve 
shall  be  shown  in  addition  to  purpose  of  each  water  line. 

The  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 
with  a  master  telephone  in  each  pump  room,  and  in  the 
main  lobby  and  individual  telephones  located  on  alternate 
floors  near  the  main  fire  line  riser. 

The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  any 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone. 

A  six-inch  vibrating  call  bell  shall  be  located  at  the  mas¬ 
ter  telephones. 


ine  master  telephones  in  pump  room  below  grade  level 
shall  be  equipped  with  a  loud  speaking  receiver  so  that  the 
voice  can  be  clearly  and  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING:  The  wiring  for  the  telephone  system  shall  not 
be  smaller  than  No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit.  The  conduit  system  shall  contain  no 
conductors  other  than  fire  line  telephone  conductors. 

The  fire  line  telephone  system  shall  be  properly  maintain¬ 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times. 

Rule  54.  MAIN  LINE  EMERGENCY  CONTROL 
VALVES  IN  BUILDINGS  OVER  400  FEET  IN 
HEIGHT  (per  Schedule  A).  At  the  base  of  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story;  at 
each  pump  room  elevation,  and  at  each  approximate  one- 
third  the  height  above  the  fire  pump  elevations  and  the 
pump  or  roof  tank  next  above,  there  shall  be  provided  O. 
S.  &  Y.  emergency  control  valves  in  the  main  feed  riser 
properly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described. 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red,  with  3-inch  white 
letters  reading,  “Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and  contain  the  following: 

1 — 3-foot  Stillson  wrench. 

4 — 2^4-inch  plugs  with  pipe  threads. 

4 — 2j4-inch  caps  with  hose  threads. 

2  Spanner  wrenches  of  Fire  Department  pattern. 

4 — 2^-inch  double  female  hose  connections,  with  Fire 
Department  threads. 

Rule  56.  EMERGENCY  AND  TESTING'  HOSE. 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  2j4-inch  hose,  of  Fire  Department 
quality,  and  one  l*4-inch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection. 

In  a  five  (.5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follows : 

Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES.  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows :  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2^4-inch  hose  outlet  tee  with  two  2^2-inch  ap¬ 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  mam  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
150  ft.  above  grade  level  there  shall  be  provided  in  each 
riser  O.  S.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 

SCHEDULE  B 


Height  from 
Uppermost 
Hose  Outlet 
to  Grade 

Total 
Number 
of  V alves 
Required 

Approximate  Location  of  Valves  Above  Grade 

lj* 

Valve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

5th 

Valve 

6th 

Valve 

150'  to  200' 

2  to  3 

Below 

the  1  sty. 
outlet 

75' 

150' 

200'  to  250' 

2  to  3 

<1 

75' 

150' 

250'  to  300' 

3  to  4 

<< 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

44 

75' 

m 

150' 

225' 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER¬ 
GENCY  CONTROL  VALVES.  When  a  two  (2)  main 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y. 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable, 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac¬ 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  150 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y. 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  two 
of  the  risers  in  each  cross-connection  and  one  in  the  central 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross- 
connection  between  the  2  central  risers,  so  as  to  provide  2 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  between  the  second  and 
third  central  riser  in  each  cross-connection  and  one  in  the 
central  riser  at  each  cross-connection  as  described  in  a  3 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  in 
each  cross-connection  so  as  to  provide  3  risers  on  each  side 
of  gate  valve — as  described  in  a  two  and  four  riser  system. 

Rule  61.  LOWEST  CROSS-CONNECTION  CON¬ 
TROL  VALVES.  When  the  building  is  provided  with  a 
fire  pump  as  required  by  the  Rules  the  gate  valves  required 
in  the  lowest  cross-connection  shall  be  located  as  described 
under  location  of  Fire  Pumps  and  Horizontal  Line  control 
valves. 

Rule  62.  FIRE  TOWER  RISER.  Where  the  building 
is  provided  with  an  exterior  enclosed  fireproof  stairway  or 
fire  tower  the  main  riser  shall  be  installed  in  such  stairway 
and  properly  protected  from  freezing  in  accordance  with 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  Y. 
gate  valves  shall  be  located  in  an  accessible  position  and  be 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  gate 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing  a 
single  rung  iron  ladder  with  J^-inch  rungs  and  not  less  than 
10  inches  between  strings  shall  be  provided  at  each  gate 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  on 
the  upper  cross-connections  are  not  located  in  the  stair 
enclosure,  a  sign  with  red  background  and  white  letters  not 
less  than  3  inches  high  shall  be  painted  on  the  face  of  the 
wall  within  the  stairway  enclosure  on  the  story  where  the 
gate  valve  is  located,  which  shall  read  as  follows : 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT.” 

Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sign 
with  red  background  and  3-inch  letters  as  above  shall  be 
painted  on  the  wall  at  fire  tower  exit  door,  which  shall 
read :  “STANDPIPE  IN  TOWER,”  except  on  that  story 
on  which  the  emergency  control  valve  is  located,  there  the 
sign  shall  read:  “STANDPIPE  CONTROL  VALVE 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  con¬ 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  not 
less  than  3  inches  in  diameter  painted  red  with  a  white 
number  not  less  than  2  inches  high  and  shall  be  secured  to 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lines 
not  located  within  a  stairway  enclosure  or  public  corridor 
and  including  the  siamese  connection  street  riser  wall  col¬ 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FIRE 
DEPARTMENT  USE.  Each  standpipe  system  shall  be 
provided  with  one  or  more  approved  tvoe  3  inch  x  3  inch  in- 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided ;  where  the  street  frontage 
exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
inch  diameter  standpipe  risers  two  Siamese  connections 
shall  be  provided  for  each  200  ft.  of  street  frontage  or 
fraction  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
shall  have  at  least  one  Siamese  connection  for  each  6  inch 
riser.  Buildings  having  frontages  on  more  than  one  street 
shall  have  a  Siamese  connection  on  each  street  front  when 
the  frontage  is  not  continuous  but  in  all  cases  where  more 
than  one  Siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis¬ 
sioner  may  direct. 

RULE  69.  SIAMESE  HEADERS.  Siamese  headers 
shall  be  independent  of  each  other  and  lead,  as  direct  as 
practicable,  to  riser  or  cross-connection  header.  There 
shall  be  at  least  2  Siamese  for  every  8-inch  riser  and  at 
least  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
are  more  than  one  riser,  the  Siamese  headers  shall  divide 
on  each  side  of  any  emergency  control  valve  in  the  cross- 
connection,  and  such  headers  shall  be  equal  in  sum  total 
to  the  sum  total  of  all  risers  on  either  side  of  the  emer¬ 
gency  control  valves. 

No  Siamese  header  shall  be  larger  than  6  inches.  Siam¬ 
ese  risers,  when  extending  through  sidewalk,  shall  be  of 
bronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water¬ 
proof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
than  theatre  with  stage,  not  over  45  feet  in  height  shall 
not  be  required  to  have  a  Siamese  connection  except  when 
each  building  is  on  a  water-front  or  when  it  is  one  of  a 
group  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
pipe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  Siamese  connection  placed 
on  the  street  front  of  a  building  shall  be  located  not  less 
than  18  inches  and  not  more  than  36  inches  above  the  side¬ 
walk  level  and  shall  be  set  in  a  horizontal  position  and 
shall  be  readily  accessible  for  Fire  Department  use.  Each 
Siamese  shall  have  cast  in  the  body  on  top  or  on  wall  plate, 
in  letters  at  least  1  inch  in  length  and  not  less  than  *4 
inch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  Siamese  with  the  standpipe 
equipment  proper  shall  be  not  less  than  5  in.  in  diameter 
where  there  are  two  or  more  4  in.  risers  and  not  less 
than  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter. 
When  there  is  but  one  4  in.  riser,  connection  from  Siamese 
may  be  4  in.  in  diameter. 

Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
line  between  the  Siamese  connection  and  the  standpipe  sys¬ 
tem  there  shall  be  placed  an  approved  type  swing  check 
valve  located  where  practicable  within  10  feet  from  the 
building  wall.  Between  the  Siamese  and  its  check  valve 
there  shall  be  placed  a  54-inch  automatic  ball  drip  of  an 
approved  type  which  will  close  under  a  pressure  of  not 
more  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
BOAT  USE,  EXCEPT  WHERE  THE  SOURCE 
OF  SUPPLY  IS  FROM  THE  STREET  MAIN 
DIRECT.  Siamese  connection  on  piers  or  warehouses, 
etc.,  intended  for  fireboat  use  exclusively  shall  be  3*4  in. 
x  3J4  in.  at  inlets  with  Fire  Department  female  thread. 
Between  Siamese  and  the  system  proper  there  shall  be  an 
approved  type  swing  check  valve,  and  between  the  check 
valve  and  the  Siamese  either  a  y2-in.  open  drip  without  valve 
or  cock,  or  a  ^-in.  automatic  ball  drip,  of  approved  type 
closing  under  a  pressure  of  not  more  than  7  lbs.  per  sq. 
inch.  Where  systems  have  both  fireboat  and  shore  siamese 


the  shore  siamese  shall  have  male  connections  and  shall  be 
without  clappers,  but  shall  have  on  each  inlet  a  3  in.  gate 
valve  with  Fire  Department  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  Siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 
hose  outlets  shall  be  placed  within  a  stair  enclosure.  They 
shall  be  2y2  in.  in  diameter,  set  not  less  than  5  ft.  nor  more 
than  6  ft.  above  the  floor  or  landing  as  the  case  may  be. 
Outlets  and  racks  shall  be  located  above  the  floor  or  land¬ 
ing  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
located  immediately  adjacent  to  a  stair  enclosure,  in  a 
conspicuous  place,  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in. 
riser  system  its  termination  above  roof  shall  be  a  2l/2-in. 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
mam  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
2y2  inch  hose  valve  manifolds  with  male  threads.  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
5  ft.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  2*4- in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  roof  outlet  there  shall  be  a  y2  in.  open  drip  extending 
to  a  sink  or  a  54  in.  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 

Rule  76.  SPANNER  WRENCH.  A  spa-nner  wrench 
may  be  provided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern. 

Rule  77.  BRANCH  LINE  SIZE.  No  branch  line  may 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
from  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2j4  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  in  diameter  if  not  more  than  twenty-five  (251 
feet  in  length. 

Rule  78.  NOZZLES.  All  2*4-in.  fire  hose  shall  be  pro¬ 
vided  with  approyed  smooth  bore  nozzles  15  in.  in  lenn-fU 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  th*»« 
1/4  in-  in  diameter. 

Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  2 y2  in.  unlined  linen  hose, 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous,  the  Fire  Commissioner  may  permit 
in  addition  to  the  2 *4  inch  outlet  and  hose  the  installation 
of  1(4  in.  unlined  linen  hose  and  valve.  There  shall  not 
be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 

All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 

Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 

Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus- 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securely  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 
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i  cast  nipple  of  non-corroding  material  is  screwed  into  the 
dose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 

In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
door. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2)4  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  25U 
ft.  in  height  and  which  do  not  exceed  400  ft.  m  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs  either  approved  outlet  pressure  reducers,  set  as  pre- 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  m  progress  at  that  point. 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings,  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  m  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  l/§-inch  Lnder- 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area  a  gravity  tank  of  at  least 
20,000  gallons  capacity,  elevated  50  ft.  above  the  yard,  o 
25  ft.  above  the  highest  structure  in  the  yard  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq  ft  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand- 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys- 
terns  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  fine 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu- 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not  less  than  j,UUU 
gr  lions  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressuie  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  m  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
chall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  ot 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 
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meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
and  extending  to  within  18  in.  of  the  curb,  it  is  imprac¬ 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry. 

Rule  88.  HIGH  AND  LOW  WATER  ELECTRIC 
ALARMS.  The  high  and  low  water  electric  alarm  for 
gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  affected  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
in  the  gravity  tank  shall  be  indicated  by  an  approved  device. 

The  audible  signalling  device  for  high  and  low  water 
electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
inches  diameter  of  the  enclosed  type  and  arranged  for  con¬ 
duit  installation,  the  same  to  be  operated  automatically. 
The  control  cabinet  shall  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 
room  where  it  will  be  under  supervision  of  the  person  in 
charge  of  the  standpipe  supply. 

All  wiring  shall  be  installed  in  rigid  conduits  and  the  in¬ 
stallation  shall  be  in  accordance  with  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 
be  approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference : 

1.  Public  utility  electric  light  and  power  systems. 

2.  Independent  electric  generating  plants. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

When  the  system  is  connected  to  a  110  volt  lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shall  Le  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
to  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap¬ 
proved  cabinet  provided  with  a  lock  and  key. 

Rule  89.  DRY  PIPE  VALVE.  A  dry  pipe  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 
water  supply  of  the  standpipe  system  in  such  a  manner 
that  under  normal  conditions  its  piping  system  will  be  main- 
tamed  dry,  but  in  the  event  of  a  hose  valve  being  opened, 
the  dry  pipe  valve  automatically  releases  the  water  into  the 
standpipe  system. 

In  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable,  dry  pipe 
valves  may  be  installed. 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  standpipe  system  due  to  the  open- 
mg  of  a  hose  valve;  and  lype  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 
an  approved  non-coded  or  coded  closed  circuit  system  oper¬ 
ated  from  the  control  station  at  each  hose  outlet.  Dry  pipe 
valve  shall  be  located  as  near  as  practicable  to  the  standpipe 
system,  in  an  enclosed  place,  protected  from  mechanical  in¬ 
jury  and  freezing. 

When  Type  A  valve  is  installed  the  air  pressure  in  the 
standpipe  system  under  such  dry  pipe  valve  control  shall 
not  exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
25  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 

'Iatnfupressure  in  any  case>  Not  more  than  16  h°se  outlets 
shall  be  supplied  through  one  dry  pipe  valve.  The  air  com¬ 
pressor  shall  have  a  capacity  of  not  less  than  11  cu  ft 
per  minute,  and  the  air  supply  for  the  pump  shall  be  taken 
if  possible  from  a  room  containing  dry  air,  or  it  shall  pass 
through  a  drying  chamber  containing  calcium  chloride  in 
ord^r  to  avoid  the  introduction  of  moisture  into  the  system. 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  They  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped, 
shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intermediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist: 

1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

2.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

3.  And  the  depth  of  the  setback  exceeds  ten  feet. 

4.  And  the  setback  exceeds  one  hundred  feet  above  grade 
level. 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered  to  con¬ 
form  to  the  provisions  of  these  rules,  except  where  sub¬ 
stantial  additions  or  extension  in  height  or  area  is  made 
to  the  building,  when  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex¬ 
cept  that  all  such  fire  line  systems  shall  have  or  be  provided 
with  the  following : 

1.  Roof  gravity  tank  shall  have  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

2.  The  bottom  of  the  gravity  tank  shall  be  not  less  than 
20  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

4.  House  lines  taken  from  outside  of  tank. 

5.  Tank  properly  heated  and  provided  with  overflow 
line. 

6.  Tank  shall  not  be  fed  through  fire  line. 

7.  Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection. 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank. 

9.  At  least  one  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10.  Hose  valves  and  hose  not  less  than  2 inches  in 
good  serviceable  condition.  No  automatic  hose  valves  per¬ 
mitted. 

.  Wheel  of  hose  valve  within  6  ft.  6  in.  of  stair  land¬ 
ing  or  of  steps  within  2  ft. 

12.  An  open  or  automatic  ball  drip  between  the  Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  Siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser,  or 
secured  to  face  of  building  behind  the  Siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use, 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering,  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
rules. 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
.vater  electric  alarm,  except  where  there  is  an  automatic 
filing  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
/alves  which  have  been  in  the  fire  lines  for  at  least  ten 
rears,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
1  shall  be  2 in. 

A — All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci- 
tfications : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
^pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute;  they  shall  close 
!  tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions ;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve : 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  pf  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts,  _  washers, 

j  nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face.  Single  clapper  Siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the  inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening. 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 
seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  means 
of  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  Siamese,  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side,  will 
not  prevent  their  opening  when  the  pressure  on  the  steamer 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis¬ 
continuance  of  flow  into  the  Siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressure 
test  of  500  lbs.  for  30  minutes  under  normal  working 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  on 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protect 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  Siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  Siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  Siamese  connection  in  the 
same  system  with  a  land  end  Siamese  connection,  clapper 
valves  shall  be  omitted  from  the  land  end  Siamese. 

Rule  93a. 

Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  24Sj-Inch 
Hose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2*4-inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 
brass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  cop¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur¬ 
nish  acceptable  corrosion  resistance. 

2.  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  2*4- 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  per  minute. 
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4.  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

5.  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6.  It  shall  be  possible  to  secure  all  movable  exterior 
parts  of  the  valve  which  affect  the  pressure  adjustment  so 
that  the  adjustment  will  not  be  altered  accidentally  or  by 
tampering  without  giving  evidence  of  the  alteration.  It 
shall  be  possible  to  readily  accomplish  any  desired  adjust- 
nent  within  the  range  specified  below  by  the  use  of  a  regu¬ 
lation  Fire  Department  spanner  wrench. 

The  adjustable  means  shall  provide  that  the  waterway 
within  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
inches  in  area  when  in  full-open  position  and  at  least  0.5 
square  inch  when  in  the  fully  reduced  position.  Between 
these  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
pressure.  reduction  shall  be  obtained.  Each  such  position 
shall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
of  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
after  installation  to  show  a  registered  name  or  trade-mark, 
together  with  the  Calendar  Number  assigned  to  it  by  the 
Board  of  Standards  and  Appeals  and  the  registered  symbol 
of  endorsed  approval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  l/A  inch  high. 

10.  The  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  inch  high. 

Sot  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals^  the  weight  and  other  general  matter  noted,  and  valves 
certified.  One  of  the  valves  shall  then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  wherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  rescinded. 


CODE  OF  ORDINANCES 
ARTICLE  28 

Fire  Extinguishing  Appliances 

Section  580.  General  provisions. 

Section  581.  Standpipes. 

Sec.  580.  General  provisions. 

Except  as  otherwise  specifically  provided  in  this  article 
or  by  any  law  or  ordinance,  all  buildings  now  existing  or 
hereafter  erected,  shall  be  provided  with  such  tanks,  stand¬ 
pipes,  automatic  sprinklers,  hose  nozzles,  wrenches,  fire 
extinguishers,  hooks,  axes  and  such  other  appliances  as 
may  be  required  by  and  conforming  to  the  rules  of  the 
fire  commissioner,  adopted  or  amended  in  the  manner  pre¬ 
scribed  by  this  chapter  for  the  rules  of  the  superintendent 
of  buildings. 

Sec.  581.  Standpipes  and  Yard  Hydrants. 

1.  Standpipes  constructed  and  installed  as  hereinafter 
required  and  as  prescribed  in  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  shall  be  provided : 

a.  In  every  building  now  existing  and  exceeding 
85  ft.  in  height  which  is  not  already  provided  with  a 
3-in.  or  larger  standpipe. 

b.  In  every  building  hereafter  erected  or  altered  to 
exceed  85  ft.  in  height. 

c.  In  every  building  exceeding  10,000  sq.  ft.  in  area, 
except  in  buildings  specifically  exempted  in  article  25 
of  this  chapter  and  buildings  of  not  more  than  one 
clerestory  in  height  not  exceeding  15,000  sq.  ft.  in 
area  ;  and  except  in  fireproof  buildings  not  over  four 
stories  or  45  ft.  in  height  when  such  buildings  are 
equipped  with  an  approved  two-source  supply  auto¬ 
matic  sprinkler  system,  and  are  not  of  an  occupancv 
deemed  unusually  hazardous  by  the  fire  commissioner, 
and  except  city-owned  public  school  buildings  under 
the  jurisdiction  of  the  board  of  education  used  ex¬ 
clusively  for  instruction  purposes  and  less  than  85  ft 
in  height. 

Yard  hydrant  systems  as  prescribed  in  the  rules  of 
the  Board  of  Standards  and  Appeals  shall  be  pro¬ 
vided  : 

a.  In  amusement  or  exhibition  parks  or  enclosures 
vhen  deemed  necessary  by  the  fire  commissioner. 

b  In  oil  storage  plants,  shipyards  and  other  indus¬ 
trial  plants  of  an  area  in  excess  of  15,000  sq.  ft.  when 
deemed  necessary  by  the  fire  commissioner. 


2.  Size.  Standpipes  hereafter  placed  in  any  building 
shall  be  not  less  than  4  in.  in  diameter  for  buildings  or 
parts  thereof  not  exceeding  150  ft.  in  height,  not  less  than 
b  in.  in  diameter  for  buildings  or  parts  thereof  exceeding 
150  ft.  and  not  exceeding  250  ft.  in  height,  and  not  less 
than  8  in.  in  diameter  for  buildings  or  parts  thereof  ex¬ 
ceeding  250  ft.  in  height. 

Buildings  not  more  than  two  stories  in  height,  which 
do  not  contain  an  occupancy  deemed  unusually  hazardous 
by  the  fire  commissioner,  may  be  provided  with  a  fire  line 
of  .2^-in.  pipe,  carried  around  the  interior  walls  of  the 
buildings,  or  attached  to  interior  fireproof  columns  or 
steel  beams,  and  connected  to  the  street  main  by  a  2-in. 
house  service  tap.  No  Siamese  need  be  provided  unless 
the  building  exceeds  45  ft.  in  height.  Approved  hose 
valves,  hose  and  nozzles  shall  be  provided  at  intervals  of 
100  ft.  or  less. 

3.  Number  and  Location.  The  number  of  standpipes 
in  any  building  shall  be  such  that  all  parts  of  each  story 
are  within  the  reach  of  at  least  one  stream  supplied  by 
hose  not  exceeding  100  ft.  in  length. 

When  a  building  requiring  standpipes  faces  on  more 
than  one  street,  at  least  one  standpipe  shall  be  installed 
for  each  street  front,  provided  that  for  intersecting  street 
fionts,  one  standpipe  shall  be  sufficient  for  each  intersec¬ 
tion,  when  all  portions  of  each  area  may  be  reached  by 
a  stream  from  100  ft.  of  hose.  So  far  as  practicable, 
standpipes  shall  be  placed  within  stair  enclosures  other¬ 
wise  they  shall  be  as  near  the  stair  as  possible.  All  stand¬ 
pipes  shall  extend  from  the  lower  story  to  and  above  the 
roof. 

Inbuinings  not  exceeding  40  ft.  in  height  and  not  over 
20,000  sq.  ft.  in  area  gravity  tank  may  be  omitted  provided 
the  standpipe  riser  is  supplied  by  not  less  than  4-in.  con¬ 
nection  to  street  main  having  not  less  than  45  lb.  pressure. 

4.  Construction.  All  standpipes  hereinafter  installed 
shall  be  constructed  as  prescribed  by  the  rules  of  the 
Toard  of  Standards  and  Appeals  and  shall  be  provided 
with  such  outlets  and  equipped  with  such  appliances  as 
required  by  said  rules.  All  standpipes  shall  extend  to 
the  street  and  shall  be  provided  with  approved  Siamese  con- 
nections.  In  buildings  not  exceeding  45  ft.  in  height,  Siam¬ 
ese  connections  will  not  be  required.  When  there  is  more 
than  one  standpipe  in  any  building,  they  shall  be  cross- 
connected  in  an  approved  manner  below  the  sidewalk  level, 
or,  if  there  is  no  cellar,  they  shall  be  cross-connected  below 
the  ceiling  of  the  basement  or  lowest  story. 
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